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264, 281, 297, 339, 351, 374, 481 

British interest in Argentina, 38 

British Malaya, Growing demand for 
electrical machinery, 374 

British manufacturers in Australia, 595 

British manufacturers, Egyptian con- 
tract for, 375 

British ө, #20 

British. plant for New "Zealand, 550 

British representatives in South Africa, 
304 

British Standard Specifications, 670, 919 

Liitish o Standard Sspecifications for 
motor starters, by C. H. Word- 
Ingham, 569 

British trade in Bel; sium, 483 

British trade ship, 921, 807 

“British Trader,” 1337 


Asso- 


Broadcasting wireless, by E. W. Mar- 
chant, 832 f 

* Brookhirst ” automatic motor-starung 
switchgear, 584 

* Brookhirst ” switchgear, 137 

Bruce Peebles's heavy {єзї plate, 88 


Brussels. Commercial Fair, The, 195, 
447 i 
B.T.H. feeder protective gear, New, 

928 


B.T.H. “ Trutint " lighting, 902 

Budget, A helptul, Glo MEN 

Building industry, The position in the, 
42 


Building Trades Exhibition, The, 483, 
556 

Buildings, The electrical heating of, by 
W. W. Nobbs, 603 | 

Bulbs, The importation of foreign elec- 
tric lamp, 103 

Bulgarian railway requirements, 123 

Buyer, Protecting the, 730 

Buyers, Smoke screens for, by W. A. 
C. Phillpot, 622 

By-laws of the 1.Е.Е., The, 435 

By-product, Electricity as а, 740 


ABLE calculations, Cable charts 


and, by “ Anode," 387, 417 


Cable code, Form K, 362 
Cable communications, 651. 


Cable manufacture in Finland, 66 

Cable manufacture in Hol.and, 507 

Cable manufacturing company, Bel 
gian, 557 

Cable ship, A new, 238 

Cable standardisation, U.S.A. Insulated 
wire and, 403 

Cable syndicate, The German, 483 

Cable, The localisation of a partial 


disconnection fault in a, by H. 
Ohlson, 583 

Cable trade agreement, A Continental, 
329 

Cable when the conductor is not 
broken, Localising a fault of low or 
high resistance in a submarine, by 
J. Rymer-Jones, 150 

Cable works, Dutch wire and, 736 

Cable works in Germany, New, 804 

Cables in Japan, Manufacture of, 376 

Café at Cardiff, Electric, 663 

California, Electric household 
ances for, 380 

California, Termites in, 561 

Call for brevity, A, 794 

Call to the electrical contracter, A, 
by A. E. Perkins, 692 

Cambridge Royal Show, 1922, The, 842 

Canada, Cranes, &c., for, 448 

Canada, Electric furnaces in, 22 

Canada, Hydro-electric progress in, 748 

Canada, Meters for, 521 

Canada, The metric system in, 214 

Canada, Transformers for, 628 


appli- 


Canadian companies, Amalgamation of, 
844 | 

Canadian electrical equipment, 785 

Canadian exhibition train for France, 
870 

Canadian hydro-electric power, 363 

Canadian market, The, 31 

Canadian national exhibition, 520 

Canadian nctes, 251, 321 


Canals, Electric haulage on, 380 

Cancer research, X-ray, 201, 487, 589 

Canteen at Glasgow, All-electric, 730 

Canteen, Electric hot cupboards for an 
Irish, 86 

Cape Town, Electrical apparatus in, 41 

Cape Town, Electrical wages in, 92, 
194, 628 

Capital increases in Germany, 53 

Carbon electrodes, The manufacture of, 
63 

Carbonisation, 
812 

Cardiff, Electric café at, 663 

Cardiff engineering exhibition, 735 

Catalogues, &c., The cost of producing 
and distributing, 734 

Ceag Works, A visit to the, 552 

Cell capacities, Electrolytic, 920 

Cement works, An electrically-driven, 
148 

Census of production, 51 

Certificates of origin for Belgium, 556 

Chelmsford one-man strike, 578 

Chemical light, * Luciferin,” 598 

Chile and Bolivia, Trade with, 844 

Chile, Electrical progress in, by D. F. 
Martin, 459 

China, German trade activitv in, 447 

China, German works in, 53 

China, The manufacture of electrical 
apparatus in, 594 

Chinese companies, New, 483 

Chinese market through 
students, The, 469 

Chinese notes, 16, 121, 161, 197, 227, 
263, 337, 557, 594, 663. 843, 914 

Chiswick, Motor-'bus repair works at. 
201, 303 

Christiania, Electrical exhibition at, ög 

Christianity and industry, 204, 379 


Low-temperature, 273, 


native 


City Notrs— 

Aberdeen Suburban 
278 

Adelaide Electric Supply Co., 100, 673 

A.E.G., The, 637, 925 

Ahmedabad Electricity Co., 132 

Allen, Edgar, & Co., 9825 

Alley & Maclellan, 781 

Altrincham Electric Supply, 929 

Aluminium Corporation, 817, 852 

Amalgamated Wireless (Australasia), 
589 


Co. 


Tramways 


City Notes—continued, 
American Telephone & Telegraph Co., 
349, 385, 709 
Anderson Foundry Со., 781 


Anglo-American Telegraph Co., 61, 
708 

Anglo-Argentine Tramways Co., 133, 
744, 816 

Arbroath Electric Light and Power 
Co., 637 


Argentine Tramways and Power Co., 
349, 385, 400 

Armstrong, Whitworth, Sir 
and Co., 492 

Austin Motor Co., 458 

Austrian Companies, 457, 601 

Automatic Telephone Manufacturing 
Co., 816 

Babcock & Wilcox, 707 

Barcelona Traction, Light and Power 
Co., 709, $52 

Barnsley and District Electric Trac- 
tion Co., 889 

Bath Electric Tramways, 673, 708 

Belgian companies, 744 

Bell Telephone Co., of Canada, 421 

Bell United Asbestos Co., 601 


Ww. G, 


Bideford and District Electrice Sup 
ply Co., 457 

Birmingham District Power апо 
Traction Co., 743, 777 

Bournemouth and Poole Electricity... 
Supply Co., 243, 313 j 

Braby, F., & Co., 243 

Brazilian electrification loan, 853 


Brazilian Traction, Light und Power 
Co., 349, 817, 853 

Brisbane Electric Tramways 
meni Co., 745, 817, 924 

Bristol! Tramways and Carriage Co., 
492 

British Aluminium Co., 420, 456, 491 

British Columbia Electric Railway 
Co., 204, 276 ` 


Invest- 


British Electric Traction Co., 745, 
817, 888 

British Electric Transformer Co., 
60, 636 


British Engine, Boiler and Electrical 
Insurance Co., 492 à 
british Insulated and Helsby Cables, ' 


385, 419, 456 
British L.M. Ericsson Manufacturing 
Co., 529 


British Mannesmann Tube Co., 314 


British Thomson-Houston Co., 420, 
743, 779 

Brolt, 565 

Brumley (Kent) Electrice Light and 


Power Co., 49 

Brompton & Kensington Electricity: - 
Supply Co, 278, 347, 3419 

Browcu, Lindley & Co., 420 

Bruce Peebles & Co., 279, 384 

Brush Electrical Engineering Co., - 
385, 491, 528 

Calcutta Electric Supply Corporation, 
205, 601, 672, 707 

Calcutta Tramways Co., 925 

Callender's Cable and Construction 
Co., 673, 708, 778 

Callender’ Share and 
Trust, 853 

Cambridge Electric Supply -Co., 243. 
385 

Canadian General 
523, 817 

Canning, W., & Co., 493 

Capital issues in France, 386 

Carmarthen Electric Supply, 420 

Castner-Kellner Alkali Co., 709 

Central Electric Supply Co., 205, 24^ 

Charing Cross, West End. and City 
Electricity Supply Co., 277, 347, 
383 i 


Investment 


Electric Co., 349, 


Chatham and District Light Railways 
Co., 99 

Chelsea Electricity Supply Co., 279, . 
349, 4.20 

Chiswick Electricity Supply Corpora- 
tion, 530 

Chloride Electrical Storage Co., 781, 

853 

Electric 

564 

City of Buenos Aires Tramways Ce., 
169, 243, 636 

City of London Electric Lighting Co., 
278, 347, 420 

Clarke, Chapman & Co., 349 

Cleveland and Durham 
Power Co., 673 

Clifford, C., & Sun, 278 

Clontarf and Hill of Howth Tramway 
Со., 205 ‚ 

Clyde Valley Electrical Power Co. 
248, 457, 492 

Commonwealth Edisun Co., 385 — 

Compania Argentina de Electricidad, 
817 

Compania de Electricidad de la Pro- 
vincia de Buenos Aires, 497 


City Light Co. (Brisbane), 


Electric 


Compania Italo-Argentina de Elec 
tricidad, 709 . 
Companies struck off the Registers 


274, 313, 385, 565, 925 . 
Cordoba Light, Power and Traction 
Co., 242, 673 
Cork Electric Tramways and Light 
ing. Co., 707 е 
Costa Rica Electric. Light and Trac 
tion Co., 279 
County of Durham Electrical. Power 
Insaibution. Co., 420 


County of London Electric Supply 
Co., 243, 346, 419 

Coventry Chain Co., 709 a 

Craigpark Electric Cable Co., 63i 


Crossley Brothers, 278 
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bo Submarine Telegraph Co., 601 

vas and Timmins, 384, 457 

elh Electric Light Co., 637 

iy ai Electric Tramways and Light- 
ing Co., 780, 852 

tet Spanish Telegraph Co., 386, 


28) 
pire: United States Cable Co., 529, 


meet West India Cable. Co., 278 
non & Co., w. H., 939 
ааз Southern Electric Tramways, 


5 

[ыеп & Co.. 781 

[шал amd Lucan Electric Railway 
Co. 78) 

йа United (Electric) Tramways 
Co., 169, 243 

Inch Ericsson Co., The, 818 

Dach Glow Lamp Works, 490 

cen Extension, Australasia and 
China Telegraph Co., 529, 925 

fec Telegraph Co., 023, 889 

L- London Railway Co., 133 

sewn Swan Electric Co., 133, 490, 

vundsun's Electricity Corporation, 
М 

балт Construction Co., 779, 888 

палыз] and Industrial Investment 
C», 305 

Капка Distribution of Yorkshire, 
32, 98 

Канка! Utilities Co., 100 

LaueBleach and By-Products, 348, 


Licirelytic Zine Co., 
І 

Engish Electric Co., 673, 706 

Euroj & Co., 530 

гете Со. (Great Britain), 601, 
5 

berguson, Pailin, 385 

тотоп, 2h 

да Tramway, Light and Power Co., 
7%, 311 

Pii stone Supply 
401, 565 

serch companies, 25, G1, 132, 205, 
i4, 564, 743, 780, 924 

луг United Electric Works, 99 

Gisvad and District Tramways 
Co., 637 

бе Electric Co., 673 

war capital increases, 205 

terzi companies, G1, 132, 243, 384, 
Qi. ыг, 564, 709, 744, 780 

Und & Kennedy, 746 


of Australia, 


Electricity Co., 


n P graph & Trust Co., 349, | 


‘fol, 852, 922 

iinet} and Northfleet 
Innways Co., 709 

Grea \orttern Telegraph Co., of 
Denmark, 637, 923 

Шелк and Port Glasgow Tram- 
sats Co., 601 

Огоахоиј & Batley, 205 

Hass, 421, 456 

{ах and Bermudas Cable Co., 279 

ihe ings and District Electric Supply 
Lo, 349 

Бегла Electric Railway, Light and 
Puwer Co., 745 

Hcivs (W, T.) Telegraph Works 
Co.. 243, 378, 312, 348 

dex Keng Tramway Co., 133, 204 

icphress Pump Co., 26 

ivwrial Tramways Co., 924 

in Rubber, Gutta-Percha 
Te«graph Works Co., 889 

"iaa Electric Supply and Traction 

‚ Со. 708, 743 

itoFuropean Telegraph Co., 204, 
xm. 64, 635 


Electric 


and 


Isternational Automatic Telephone 
_ vo. М6 
i of Thanet Electric Tramways 


iw Lighting Co., 61 
l'* of Wight. Electric 
Fower Co., 420 
Iian companies, 60, 601 
Lowe and District Electric Traction 
Co., 964 
Sonn & Phillips, 708, 745, 777 
sen, R., Clapham & Morris, 925, 
haaistquia Power Co., 61 
hob oJ, & Blackman Co., 889 
Avangion und Knightsbridge Elec- 
m Lighting Co., 278, 314, 349, 


Light and 


korminster. and District Electric 
Lighting and Traction, 889 
autxshire Tramways Co., 133, 205 
зс йге Dinamo and Motor Co., 
ty 


Linashire Electric Light & 
Co, 672, 743 
Lire whire United Tramways Co., 


Power 


Li Fiata Electric. Tramways, 746 
Las and District Electric Supply 
(Uo. BI? 

s Eicctric Tramways Co., 69, 


ls-rpool District Lighting Co., 420 

aval (Overhead) Railway Co., 
O3. 303, 347 

Lino and Colwyn Bay Electric 

Qo Railway, 278, 347 ^ 

coms and District Electric Light- 

a am! Traction Co., 420, 457 

eien ant Suburban Traction Co.. 

4а. Rg 

-* c4. Eletric Supply Corporation, 
242, 313 Hee й 

ux x^ Electric Wire Co. & Smiths, 

‚ 4. 529 

econ Tramway Companies, 242 

Lelun Underground Poul, The, 26 
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Crry Nots#—continued. 
London Underground Railways, 99, 
243, 312 
London United Tramways, 349 
Loxley Bros., 492 
Mackay Companies, 349 
Maclellan, Р. & W., 458 
Madras Electric Supply. Corporation, 


781, 888 

Madras Electric Tramways (1904), 
420, 637 

Manii Electric Corporation, 386, 853. 


Mather & Platt, 243, 279, 312 

мене Electric Supply Co., 204, 
4 

Melton Electric Light Co., 529 ` 

Mersey Railway Co., 278 

Merthyr Electric Traction and Light- 
ing Co., 781 

Metropolitan Electric 
278, 311, 383 

Metropolitan Electric Tramways, 349 

Metropolitan Railway Co., 204, 242 


Co., 


Supply Co., 


Metropolitan-Vickers Electrical 
429, 492, 527 

Mexborough and Swinton Tramways 
Co., 637 

Mexican Light and Power Co., 709 

Mexico Elcctric Tramways Co., 99 

Mexico Telephone (Ericsson) Co., 889 

Middleton Electric Traction Co., 674 

Midland Counties Electric Supply 
Co., 314, 383 

Midland Electric Corporation for 
Power Distribution, 386, 421, 49: 

Mirrlees, Bickerton & Day, 781 

Mirrlees, Watson Co., 389 

Monte Video Telephone Co., 565 

Montreal Light, Heat and Power Co., 
133, 601, 889 

Montreal Light, Heat and Power 
Consolidated Co., 133, 925 

Montreal Tramways Co., 99 

Montreal Water and Power Co., 925 


Nairobi Electric Power and Lighting 


Co., 492 

National Boiler and General Insur- 
ance Co., 278 

National Electric Construction Co., 
601, 635 

National Electric Supply Co., 457 


National Gas Engine Co., 205 

New Diesel Engine Co., 853 

New Issues, 3, 601, 673 

New York Telephone Co., 492 

Newcastle and District Electric 
Lighting Co., 385, 420, 46 

Newcastle-on-Tyne Electric Supply 
Co., 349, 419, 492 

Newmarket Electric Light Co., 457 


Northampton Electric Light and 
Power Co., 278 

North London Railway, 243 

North Melbourne Electric Tram- 


ways & Lighting Co., 385, 473 
North Metropolitan Electric Power 

Supply Co., 241, 277, 313 
North of Scotland Electric Light 

and Power Co., 565, 637 
Northern General Transport Co., 70Ё 
Notting Hill Electric Lighting Co., 


312, 384 
Oriental Telephone & Electric Co., 
601, 745, 777, 815 


Oxford Electric Co., 314, 384 
Para Electric Railways & Lighting 


Co., 346 
Para Telephone Co., 889 
Pernambuco Tramways and Power 


Co., 817, 852 
Peterborough Electric Traction Co., 
Philips Lamp Co., The, 457 
Pinchin, Johnson & Co., 673, 709 
Pitkin, J.. & Co., 349 
Potteries Electric Traction Co., 707, 
780 
Prague Electricity Co., A, 709 


Primitiva | Gas Со, of Buenos 
Aires, 673 

Pritchett & Gold and E.P.S. Co., 
40 

Prospectuses, 99, 278, 313, 421, 493, 
708, 781, 853, 925 

Provincial Cinematograph Theatres, 
601 


Provincial Tramways Co., 61 
Radio Corporation of America, 636 
Railway companies, 243 
Ramsgate and District Electric Sup- 
ply Co., 673 
Rangoon Electric 
Supply Co., 529 . 
Ransomes, Sims & Jefferies, 420 
Reading Electric Supply Co., 47 
Reductions of capital, 51, 673, КЕЗ 
Rees-Roturbo Manufacturing Co., 
745 
Revrolle, A., & Co., 492, 528 
Rhondda Tramways Co., 709, 745 
Richardsons, Westgarth & Co., 887, 


Tramways 


924 
River Plate Electricity Co., 565, GUI 
Robey & Co., 
Rushden and District Electric Sup- 
ply Co., 278 
Ruston & Hornsby, 852 ' 


St. James's and Pal Mall Electric 
Light Co., 205, 242, 346 

Salisbury Electric Light and Supply 
.Co., 4% 

Scarborough Electric Supply Co., 709, 
745, 781 

Scottish. Power Co., The, 278 

Shanghai Electric Construction 
98, 816 - 

Shawinigan 


313, 457 


Co.. 


Water and Power Co., 


and ' 
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Shropshire, Wurcestershire and Staf- 
lordshire Electric Power Со, 
889, 924 

Siemens Bros. & Co., 674, 743, 779 

Siemens-Scliuckert ‘Group, The, 943, 
385 

Singapore Electric Tramways, 457 

Slough and Datchet Electric Supply 
Co., 492, 565 

Smith, S., & Son (Motor Accessories), 
25, 61 

Smithfield Markets 


Electric Supply 
Co., 205, 313 


Southern Brazil Electric Co., 601, 
637 
South Lcndon Electric Supply Cor- 


poration, 492 
South Metropolitan Electric Light 
and Power Co., 243, 277, 311 


South Staffordshire Tramways Co., 
405 

South Wales Electrical Power Dis- 
tribution Co., 61, 887 


Stewarts & Lloyds, . 385 

Stock. Exchange notices, 26, 133, 169, 
205, 278, 313, 348, 385, 421, 497, 
493, 529, 264, 601, 636, 673, 705, 
745, 781, 817, 853, 889, 925 

Stone, J., & Co., 781 

Stothert & Pitt, 349 

Styrian Electricity Co., 99, 133 

Submarine Cables Trust, 708 

Sunderland District Tramways, 205 

Swansea Improvements and Tram- 
ways Co., 457 

_ Swedish companies, 205, 419, 564, 745 

Swedish Ericsson Co., 817 

Swedish Volta Co., The, 419 

Swiss companies, 781 

Taunton Electric Traction Co., 493 

Telegraph Construction and Main- 
tenance Co., 278, 348, 383 

Tilling-Stevens Motors, 965 


Torquay ‘Tramways Co., 492 

Traction and Power Securities Co., 
279 

Tynemouth and District Electric 
Traction Co., 709 

Tyneside Electrical Development 
Co., 457 


Tyneside Tramways and Tramroads 
Co., 205, 278 

Underground Electric Railway Com- 
panies, 277, 313, 347, 383 

United River Plate Telephone Co., 
518, 852, 923 

Urban Electric Supply Co., 420, 538 

Uxbridge and District. Electric Sup- 
ply Co., 313 

Vera Cruz Electric 
and Traction Co., 

Veritys, 889 

Vickers, 314 


Light, Power 
709, 778 


Victoria Falls and Transvaal Power 
Co., 279, 889 
Waste Heat and Gas Electrical 


Generating Stations, 406, 490 
Waygood-Otis, 889 
West Coast of America 

Co., 745 
Western Telegraph Co., 349, 818 
Western Union Telegraph Co.. 673 
West London and Provincial Electric 

Supply Co., 601 
Westminster Electric Supply 

poration, 169, 278, 346 
White, J. G., & Co., 205, 922 
Whitehall Electric Investments, 924 
Windermere and District Electricity 

Supply Co., 493 
Windsor Electrical Co., 

492, 565 
Winnipeg Electric Railway Co., 565 
Woking Electric Supply Co., 279 
Wood & Cairns, 458 
Wycombe (Borough) Electric Light 

and Power Co., 565 
Yorkshire Electric Power Co., 133, 

204, 941, 243, 311 
Yorkshire (West Riding) 

Tramways Co., 243, 818 
Yorkshire (Woollen District) Electric 


Telegraph 


Сог. 


Installation 


Electric 


Tramways, 853 . 
Clerkenwell telephone exchange, The 
new, 6 
Clucks at Waterloo, The, 410 


Clocks, ‘* Pulsynetic ” electric, 628 

Coal Committee, Sampling and 
Analysis of, 239 

Coalfields, Casual remarks from the 
Indian, by A. C. Croskell. 798 

Coal-handling plant: The Bankside 
installation, Pneumatic, 580 

Coal pile fires, 848 

Coal resources, Physical and chemical 
survey of the national, 128 

Coaling crane, New electric, 451 

Coinage, South Africa and decimal, 
237 

Colliery explosion, The View Park, 826 

Colliery winders, Large electric, 760 

Colombia, Trade conditions in, 196 

Colour light signals, 849 

Coming of confidence ?, The, ? 

Commercial development, by Je 5. 
Hiphfield, 332 

Commercial electrolytic iron, 416 

Commercial travellers and rajlway 
charges, 336 

Commission, The U.S. 
511. 

Commissioners’ 
547 

Common sense, Amenity and, 700 

Communications, Cable, 651 


Federal Power, 


expenses, Electricity, 


113 


Commutator motors, Notes on single- 
phase, by N. Pensabene-Perez, 382 
Commutator motors, Single-phase, 37 
Conmutatos motors with series and 
shunt characteristics, Single- and 
three-phase a.c, by S. P. Smith, 
68, 247, 503 
Compensation Acts, Workmen's, 264 
Compensation for loss of employment, 
147 
Compensation for loss of employment, 
Xc., by W. 5. Kennedy, 440 
Compensation, Workmen's, 226, 687 
Compensation, Workmen's, by J. J. 
H. Stansfield, 185 
Competition, Domestic appliance, 915 
Competition for the design of а тоу: 
ing platform for Paris, 206, 246 
Competition in Turkey, Electrical, 914 
Compulsory laying of mains, The, 830 
Condenser, The theory of actior of the 
" ghort-wave," by F. Addey, 724 
Condenser tubes, Córrosion of, 589 
Conditions, German | industrial, SIL 
Conditions, Trade terms and, 228 . 
Conductors, Insulated annealed copper, 
873 
Conduit grips, Tenacity of, 812 
Conference, A German electrical, 494 
Conference in London, Electrical con- 
tractors’ concert and, 166 
Conference on h.p. transmission 
tems, The International, 344 
Confidence, A contract and, 145 
Congress, An international scientific, 
238 
Congress, London, The 
Transport, 751 
Consular Service, The, 3 
Consumers, Fuse replacement by, 740 
Consumers, Unprofitable, 159 
Consumption, А tax оп, 338 
Continental cable trade agreement, A, 
629 
Contract and confidence, A, 14 
Contract conditions, Fair, 722 


Sys- 


International 


5 


Contract for South African railway 
electrification, The. British, 161 
Contract with the A.E.G., [he Aus- 


trian Government, 844 
Contracting industry, Wages in the 
electrical, 768 
* Contractors Column," Our, 663 
Contractors’ concert and conference 
їп London, Electrical, 166 
Contractors, Dublin electrical, 594 


Contracts CLOSED— 


Aberdeen, 739, 810, 918 

Australia, 96, 127, 414, 485, 632, 702, 
847 | 

Aylesbury, 267, 883 

Ayr, S83 


Ayrshire, 200 

Barnes, 883 

Barrow, 523, 810 

Bath, 632 

Bedford, 20 

Belgium, 20, 96, 106, 267, $50, 486, 
523, 560, 739, 510, 847, 883 

Berkshire, 414 i 

Bideford, 739 ` 

Birmingham, 5 

Blackpool, 57, 96, 378, 414, 669, 847 

Bolton, 57, 232, 523, 632. 669, 847 

Bradford, 57, 267, 378, 523, 669, 847 

Bray (Co. Wicklow), 810 

Bridgend, 632 

Burton-on-Trent, 57, 307, 342 

Buxton, 500 

Calcutta, 060 

Canada, 267 

Cannock, 360 

Canterbury, 847 

Cardiff, 669, 702 

Cheadle and Gatley, 632 

Chester, 414 

China, 883 

Chippenham, 486 

Denny (Stirlingshire), 414 

Doncaster, 853 

Douglas (I. of M.) 883, 918 

Dover, 414 

Dublin, 523, S10 

Dundalk, 918 

Dundec, 480 

Eustbourne, 57, 127 

Edinburgh, 57, 414, 486, 523, 773 

Egypt, 597 

Eston, 414 

Farnborough, 702 

Folkestone, 817 

France, 414, 597, 883 | 

Fuiham, 200, 414 

Glasgow, 57, 127, 200, 342, 414, 466. 
500, 632, 702, 773, 847, 918 

Gloucester, 342 

Government. contracts, 127, 307, 414. 
597 

Hackney, 127, 414, 919 

Hague, The, 200 

Halifax, 810 

Hammersmith, 127, 414. 597, 739, 919 

India, 57, 500, 669, 70. 

Japan, 57? 

Johannesburg (S. A‘, 127, 

Jubbulpore (India), 703 

Keighley, 597 

Kensington, 414 

Kettering, 486 

Leigh, St 

Leyton, 2197, 919 

Linden Hall (Lanes.), 883 

Lithgow (N.S.W.), S47 

Liverpoot, 342, 523 

Lodz, 739 


307, 773 
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Contracts CLosep—continued Contkacts Ovren-—continued— CORKESPONDENCE— CORRESPONDENCU—continued 


London, 57, 127, 166, 200 232, 267, 
308, J78, 414, 523, 200, 597, 642, 
669, 739, B47, 553, 919 

Loughborough, 669 

Maiuenhead, 923 

Maidstone, 524 

Manchester, 669, 853 

Mangahao (N.Z.) 524 


Margate, ‹ 
Melbourne (Vic.), 414, 485, 632, 702, 
547 


Navan, 510 

New Zealand, 20, 57, 414, 524, 739 
919 

North Waies, 667 

North Woolwich, 486 

Paddington, 127 

Perth, 308 

Peterborough, 96 

Port Elizabeth (S.A.), 847 

Portsmouth, 490, 560, 703 

Reading, 523 

Rugby, 919 

St. Marylebone, 378, 523, 632 

St. Pancras, 414, 739, 919 

Salford, 21, 166, 486, 632 

Skipton, 450 
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; 1921. 


To write of the past year is a task which offers little 
attraction and excites no enthusiasm whatever. That 
it was, in many respects, the most wretched year that the 
electrical industry has experienced since its inception is 
a moderate expression of our feelings, and we are sure 
that no one will regret its passing. 


Nevertheless, the year was not wholly devoid of 
interesting features in connection with electrical pro- 


gress. The Electricity Commissioners in the course of 
the previous year had provisionally determined thirteen 
“ Electricity Districts," all of which were shown 
on a map that we published on January 7th, 1921, and 
that number remained unchanged until December. when 
the fourteenth area was provisionally delimited; in 
the meantime the Commissioners commenced the hold- 
ing of the statutory inquiries, of which five have been 
completed, namely, Mersey, North Wales, West Riding. 
London, and South-West Midlands. 

Decisions have been announced in respect of all of 
these, except the last-named. The Lower Severn inquiry, 
the first to be opened, was adjourned and eventually 
abandoned ; several others have been postponed. The pro- 
ceedings at these inquiries assumed unexpected propor- 
tions and revealed a regrettable lack of cohesion between 
the various authorities, but on the whole valuable re- 
sults were attained in the abstract; for the concrete 
outcome of the work that has been done we must await 
the passing of the supplementary Electricity (Supply) 
Bill which was introduced but failed to mature in 
Parliament, and the holding of the additional inquiries 
which are required under the 1919 Act. Much has been 
done, but an enormous amount remains to be accom- 
plished, and the Commissioners will have their hands 
full this year. 

Much attention was devoted to the better utilisation 
of the natural resources. of this country, especially 
during the prolonged strike in the coal-mining industry, 
and the scheme for harnessing the tidal flow of the 
Severn was seriously discussed. The final report of the 
Water-power Resources Committee, recommending that 
a Central Water Commission be formed and that a 
Government department should exercise control over 
water power, also suggested special investigation of the 
Severn scheme. Two important schemes were under 
consideration in Scotland, and the North Wales Power 
Co. was authorised to extend its activities. 

The subject of railway electrification was advanced a 
stage by the publication of the reports of the Ad- 
visory Committee appointed by the Minister of Trans- 
port, which, if they did not cut the knot of controversy, 
at any rate set the seal of official approval on the high- 
pressure direct-current system, and the decision of the 
North-Eastern Railway Co. to proceed with the conver- 
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sion of 250 miles of track to electric traction was a 
notable event, this being the first big main-line electri- 
fication in this country. The importance of this depar- 
ture should not be under-rated; other big schemes are 
under consideration, and when they are put in hand 
large orders for electrical plant and equipment will 
come into the market. Similar noteworthy schemes were 
initiated in South Africa, Australia, and New Zealand, 
and the inauguration of new rolling stock on the 
London underground railways during the year helped 
to provide employment for British workmen. 

In the manufacture of high-pressure underground 
cables this country takes second place to none; nowhere 
else, we believe, are such cables in use for alternating 
pressures above 20,000 volts, but here three-phase cables 
were laid last year to work at 33,000 volts, and tested 
in position with а pressure of 90,000 volts d.c. 

In the electricity supply industry the subjects of pre- 
dominant interest were cheap wiring and multi-part 
tariffs; whilst no striking development took place in 
either case, the consideration given to them is bound to 
bear fruit. In the meantime the number of metal- 
sheathed wiring systems on the market has materially 
increased. Noteworthy reductions were effected in the 
prices of electrical energy and electric plant. 

The Institution of Electrical Engineers at last was 
able to resume possession of its own building on the 
Embankment, a change which was highly appreciated 
by the members; an innovation which failed to arouse 
enthusiasm was the enhanced rates of subscription, but 
notwithstanding this, the membership continued to in- 
crease, approaching 10,000, and considerably exceeding 
that of any similar society. The fact that on the 17th 
ol May, 1921, the Institution completed an existence 
of half-a-century was not the least notable event of the 
year, which was also marked by the grant of a Royal 
Charter. 

Progress in lighting was marked by the introduction 
of the 40-watt gasfilled lamp, whilst the validity of the 
patent for this type of lamp was affirmed over the 
heads of two lower Courts by the House of Lords. 

In spite of the adverse circumstances, in social aspects 
the industry made a further advance towards the pre- 
war standards; the Electrical Engineers’ Ball was held 
again after a lapse of seven years, and the establish- 
ment of the Engineers’ Club, which scored an immediate 
success, filled a want of many years’ standing. 

With regard to the commercial features of the year, 
perhaps the less said the better; a review of some of the 
financial results appears in our ''Stocks and Shares ”’ 
article to-day. We must, however, refer to the extra- 
ordinary proposals to transfer our heavy electrical 
manufactures to German hands, which met with a 
prompt and emphatic protest from the industry, and to 
the withdrawal of the E.P.D., which, however, evoked 
no such indignation. 

We regret that the death-roll of the year was excep- 
tionally long and heavy; amongst those who left us 
were Lord Moulton, Sir James Pender, Mr. J. H. 
Balfour Browne, Lord Balfour of Burleigh, Lt.-Colonel 
P. G. von Donop, Sir Douglas Fox, and many other 
men eminent in science and industry; whilst the ELEC- 
TRICAL Review suffered the loss of its Editorial and 
Technical Director, Mr. Tom E. Gatehouse, who for 
some forty years had presided over its editorial depart- 
ment, and of his old friend, Mr. W. H. Booth. 


Sir W. J. Nosue, President of the 
North-East Coast Institution of Engi- 
neers and Shipbuilders, writing to 
The Times on the industrial outlook, 
holds that it is the paralysis of fear which must 
be healed if our trade is to regain health and 
strength. What is needed more than anything else 
is confidence, and experience has shown again and 
again in times of stagnation that confidence is a flower 
of very gradual growth. It cannot flourish in an un- 
congenial atmosphere or in an infertile soil. Con- 


The Coming 
of Confidence? 


fidence begets enterprise, and that is what many people 
are burning to show just as soon as ever the conditions. 


at home and abroad— whether they be due to rates of 
exchange or to industrial relations and terms—are 
stable enough to establish confidence. There is plenty 
of spirit amongst us making for enterprise—the know- 
ledge of the world opportunities awaiting the engineer 
is sufficient alone to engender such spirit, and we may 
hope with Sir W. J. Noble that there are visible from 
our little watch towers faint streaks of light, ''the 
promise of better times." If it be true that good trade 
is in certain respects synonymous with good temper we 
may derive some satisfaction from the gradually im- 
proving relations between employers and employed. 
‘The writer asks, in referring to the industrial disputes 
of 1921, that we ''let the dead past bury its dead." 
There has been too much talking and pamphleteering 
by men on both sides and by men who are neither one 
thing nor the other. In his letter to The Times Sir 
William quotes a number of signs which make it 
clear to him that a new era is opening with the renais- 
sance of confidence: — 

(1) An increasing willingness on the part of masters and 
men to cease the angry denunciation, the one of the other, 
and together face the common problem of helping sick and 
stricken industries towards convalescence. 

(2 A relaxing of Governmental shackles and restrictions. 
British trade and industry have euffered seriously from the 
almost whimsical uncertainties of State interference. 

(3) A sense that prices have now fallen to that level which 
wil render them less fickle in the New Year; and once 
public confidence in the reasonableness and stability of prices 
for our commodities has been revived, the process of buying 
and eelling (which is an expression of that confidence) will 
be quickened and extended. | 

(4) A conviction that the high tide of State expenditure 
has at long last begun to ebb. | 

(5) The settlement of the age-long feud in Ireland and the 

definite agreement sealed and signed at Washington have 
encouraged а spirit of confidence in the ability of the states- 
men of the world to address themselves to the problems which 
retard the sure and steady flow of international trade. 
These are advanced as the chief signs of the renaissance 
of confidence which is the best of omens for trade and 
industry in 1922. We desire to support the appeal of 
the writer when he asks every citizen to help to increase 
the common stock of goodwill and courage ‘‘ so that what 
are at present but a few rays of light breaking through 
the darkness may grow and multiply into the golden 
day."' 


The dawn of a new year is supposed 
to be an appropriate occasion for the 
formation of new resolutions of the 
nature of self-discipline, amd for tak- 
ing stock of one’s recent past with a view to amendment 
in the future; it is, however, more agreeable to prescribe 
for the ailments of others than to physic oneself, and 
we propose to ask those of our readers who are more 
immediately concerned with the development of the 
domestic load whether they are really individually 
doing all that they can to foster it. 

Those readers may be classified under three heads: 
electricity supply engineers and managers, manufac- 
turers, and contractors—each class, of course, includ- 
ing some, if not all, of the subordinate officials and em- 
ployés. ‘The first-named class, provided that they are 
equipped with plant and mains of adequate capacity, 
can exercise an immense influence on the public mind 
if they are so disposed, for they are constantly in con- 
tact with their customers and can bring before them the 
advantages of electrical methods at small additional 
expense, they can offer apparatus on hire, and they can 
assist their consumers with advice regarding proposed 
additions to their electrical equipment, from an impar- 
tial point of view. Are they doing all they can in these 
directions? We have heard of some whose attitude 18 
not all that could be desired, who show a disposition to 
leave the initiative to others and to wait for clients to 
come forward; we believe, however, that these form but 
a small minority, and that as a rule the supply manager 
is a8 keen as anyone to advance the cause of electrical 
development. 


All pull 
together ! 
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The manufacturer does not come directly into contact 
with the public, but is no less concerned with the pro- 
motion of electrical sales, and can further. this end 
not only by improving his products and methods of 
production, but also by advertising his wares, and we 
note with interest and satisfaction that within recent 
weeks quite a notable publicity campaign has been in 
progress, involving a considerable outlay. In this con- 
nection the work of the Electrical Development Associa- 
tien must not be ignored; by concentration of effort 
under the guidance of E.D.A. far-reaching results are 
bing attained. The assistance afforded by E.D.A. to 
the supply undertakers must also be acknowledged with 
appreciation. | 

Lastly, there remains the contractor, who, coming 
between the manufacturer and the public, is well situ- 
ated for reinforcing the advertising efforts of the former 
and influencing the latter. Obviously the manufac- 
turers’ expenditure on publicity is of immediate advan- 
tare to the contractor, who should do his share by 
folowing it up; many do, but we regret to say that 
илат den’t. At а time when contracting work is 
vimittedly slack, it is difficult to understand the apathy 
and indifference which some contractors display. When 
municipal authorities endeavour to obtain the right to 
wll electrical apparatus to consumers, the contractor 
i up in arms at once to defend his privileges, but 
des he fully justify this attitude when calm is re- 
stored? Does he seize every opportunity to encourage 
the “other uses " of electricity? Does he realise that 
that policy would produce the most gratifying returns 
with the minimum of effort? Or does he engage in the 
«ramble for wiring contracts, which are notoriously 
the least profitable branch of his business, closing his 
wes to the possible sales of fittings, apparatus for cook- 
mr and heating, and other domestic electrical appli- 
anes? Is he backing up the manufacturer with whole- 
апей zeal and energy? Some contractors, as we 
le said, are doing their best, but many are 
uitakenly devoting all their attention to wiring and 
werleoking the splendid field for sales of apparatus 
shich is open before them to-day. Let them co-operate 
idly with the supply managers and manufacturers, 
and let all three make a New-Year resolution—fto pull 
together \. 


Tue breakdown of a large turbine is 
so serious a matter that every example 
of such a wreck calls for the closest 
study with a view to learning as much 
a possible from so costly a lesson. The comparatively 
recent development of the turbine has brought us into 
contact with problems relating to high speeds of rota- 
tion for which our previous experience affords little 
euidance; last vear, for example, the extraordinary 
etect of accidental resonance of the core-bolts of large 
turbo-alternators was unexpectedly demonstrated by the 
lreakduwn of two generators in quick succession, the 
natural frequency of vibration of the bolts having syn- 
chronised with the speed of rotation of the rotor. This 
šas an entirely novel type of failure; once identified, it 
was easily remedied. In the United States breakdowns 
have repeatedly occurred from a somewhat similar cause 
in the rotor of the turbine itself, certain of the large 
disks used in turbines of the impulse type being set in 
lateral vibration at particular speeds with the result 
that the rims are distorted and rub against the dia- 
phragins. In this issue we quote from Power some parti- 
"ars of an exceptionally disastrous example of this 
‘lass of failure, in which apparently the catastrophe 
*a$ precipitated bv the occurrence of a deep tool mark 
on the surface of the disk. At our earliest introduction 
‘othe principles of engineering, the importance of avoid- 
ing sharp corners in turned shafts and castings was 
impressed upon us by our teachers, and the significance 
" that injunction has been immensely increased in 
modern times by the high speeds in vogue. It has heen 


Turbine 
Breakdowns. 


shown that even a scratch on the surface of steel may 
readily initiate а crack, and the nature of the fractures 
in the case described leaves no room for doubting that 
the ‘‘ deep tool mark " was in great measure responsible 
for the breakdown of the disk. Wise men learn from the 
unfortunate. experience of others, and we think the 
lessons taught by this mishap are well worthy of 
attention. 


ALMOST a calamity has befallen Italy 


Hydro-Electric as a result of the drought of the past 
Works in season and the consequential fall in the 
Italy. level of the rivers, lakes, and the stor- 


| age reservoirs of the hydro-electric 
works. Under the circumstances, a great scarcity of 
electrical energy has arisen—so much so that a Royal 
decree was issued at Rome on December 22nd, suspend- 
ing supply for industrial purposes between December 
25th and January Ist, in the Province of Lombardy and 
in the Provinces of Piacenza, Parma, Reggio Emilia, 
Modena, and parts of Novara, Alessandria, Bologna and 
Genoa. The companies affected by the decree are the 
Societa Generale Elettrica dell'Adamello, | Imprese 
Elettriche Conti, Lombarda per Distribuzione dell’ 
Energia Elettrica, Varesina per Пиргехе Elettriche, 
Dinamo & Brasimone. Representatives of the supply 
works have met in conference several times, and have 
adopted measures for endeavouring to counteract the 
elects of the shortage of water and of energy. The 
steam generating stations are fully loaded, and are 
able to do very little to assist in meeting the present 
emergency, Which Is affecting the operation not only of 
Industrial works, tramways, and electric railways, but 
also the needs of ordinary consumers in the towns sup- 
plied indirectly by transmission from the distant hydro- 
electric works. M) quise pes 


Ir is not often that the lions of Car- 
Printing House 
Square lie down with the lamb which 


теше House and 


The Consular 
Service. 

acts as the Manchester guardian of 
public opinion. Yet while the former band, at the 
instigation of their absent but ever-active chief, are 
roaring for a more effective Consular service, the 
columns of the great Lancashire organ have been thrown 
open to a similar advocacy. This recognition, though 
turdy, that economy must not be allowed to kill efficiency 
is a happy sign of discrimination in the “© Sack-the-lot "' 
campaign which has been carried on recently by the 
"stunt" Press. The Consular and cognate forces 
never have been particularly well endowed either finan- 


cially, technically, or temperamentally in the fight for 


trade, but if they are to be robbed of such armoury as 


they now possess and our commercial interests abroud 
to be bereft of all official help, such neglect inay well be 
cited as yet another reason ' Why your income tax is 
бз. in the £.’’ For years we have pleaded that our 
State einissaries of trade should be well equipped, pro- 
perly housed, and adequately financed. Sir Edwin 
Stockton, in addressing the Rotary Club at Manchester 
last week, referred also to the unfilled vacancies in the 
Trade Commissioner service, to which attention was 
called in our leading columns in October last. The 
Times has been pointing out the need for a technically 
competent headquarters to work in parallel with the 
overseas officers. For reasons which we set forth on 
the same occasion we fear that the plea for this. essen- 
tial comes too late. There appears to be some hope 
that the Geddes committee has not vet dealt with the 
Department of Overseas Trade and the Commercial Sec- 
retarial Service, for we have seen no mention of those 
branches in the forecasts of its report. We trust that 
there is still time to bring home to the '' powers that 
be ’’ the need to temper economy with efficiency. 
D 
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Sass 
LATIN-AMERICAN ENGINEERING IN 1921. 


Progress in Electrical Projects and Wireless Telegraph Installations, 


[By 4 SpeciaL Соккезгомркмт.] 


= L. Electrical Works. 
In Argentina the Ferrocarril Oeste de Buenos Aires 
received authority from the Ministry of Public Works 
to extend the electrification of its railway to the town of 
Moreno. 

The first electric freight locomotive to run in Brazil 
was put on the tracks in July. Ши for the Companhia 
Paulista de Estrada de Ferro (Sao Paulo Kailway Co.), 
the engine was of American construction. A few 
months later, several electric passenger locomotives were 
udded, while progress was made towards the completion 
of the electrification of the lines of the railway. Con- 
struction of a hydro-electric station was commenced on 
the Pirisicaba hiver, in the State of Minas Geraes, to 
operate the Itabara de Matto Dentro iron mines. Part 
of the railway near at hand is also being electritied. 
Progress was made with the electritication of 22 kilo- 
inetres of double track road of the Central Railway of 
Brazil, from Rio de Janeiro to Deodóro. It was de- 
cided to use electric traction on this road as far as 
Barra-do-Pirahy. Recent investigations of the Brazi- 
lian Government showed that the waterfalls of Brazil 
can be used to produce electric power in excess of 30 
inillion horse-power. 

In Chile the city of Antofagasta was granted a three- 
vears' concession for the placing of electric signs in 
some of the principal streets, the concessionaire paying 
the city 20 pesos monthly for each sign erected. 

Work was commenced upon the installation of electric 
light in the city of Buga, in the Departinent of Valle 
del Cauca. A contract was signed.for the provision of 
underground cables to supply Santiago with additional 
electric light and power, current being brought to the 
capital by an overhead line from the Central Hidro- 
Electrica de Puente Cristo, a station at some consider- 
able distance. 

In Costa Hica, the Cartage Light & Power Co. was 
authorised to increase its electric output to 67,500 
h.p., the conipany agreeing to pay to the Government 
1 colón (2s.) per horse-power annually. Congress re- 
commended that the municipality of the Canton of Santo 
Domingo should raise the necessary funds for the estab- 
lishment of a hydro-electric light and power plant. 

A decree was issued by the President of Cuba for the 
establishment of a factory for the making of electric 
lamp bulbs, to be erected at the capital, Havana. The 
most important electrical installation in Latin America 
was completed at Havana in June, when the new instal- 
lation of the Havana Electric Light & Power Co. put 
into operation its new electric generating plant to take 
the place of the three old and inadequate power stations 
then in operation. A modern service station for the 
prompt repair of all kinds of electrical machinery was 
established in the capital. 

In Ecuador. the Municipal Council of lbarrá autho- 
rised the installation of electric plant for a public and 
private light service in the citv, power being derived 
from waterfalls near at hand. A new electric light in- 
stallation was established at Guayaquil, the svstem con- 
sisting of 100 and 150-c.p. lamps. with special shades 
projecting the light into the street. Diesel sets were 
installed. and these now render it possible to furnish 
all the light needed at a smaller cost than that of the 
former svstem of citv lighting. The Canton of 
Puebloviéjo was authorised to construct an electric light 
and power plant. 

Electric hghting plants were erected by the munici- 
palities of Nuévo.Progréso and Sololá., in Guatemala. 
The Government called for the construction of an elec- 
tric railwav lihe from the city of Guatemala to Antigua. 
The municipality of Cuvotenango contracted for the in- 
rtallation of an clectrie light and pewer plant, 


In Haiti, a contract for the lighting of Port au Prince 
and Cape Haitien was given to a new Haitian company 
with a capital of £50,000 ($200,000). ‘Lhe munici- 
pality of Cayes made arrangements 10r the installation 
vf an electric plant in that town. 

In Honduras, the largest electrified sugar-mill yet 
coustructed in Central America was commenced at La 
Lima, power being developed by a 1,000-h.p. turbo- 
generator set, with an auxiliary 200 kW set for lighting 
and general purposes. The electric installation will be 
at 440 volts, 60 cycles, provided by a Curtis steam tur- 
bo-alternator, at 3,600 r.p.m. The New York and 
Honduras Rosario Mining Co. obtained a contract from 
the Government to divert the waters of La Tigra сайуоц 
t» the Jutiapa reservoir, the water being used in operat- 
ing an electric light and power plant at La Leóna. 

The Mexico Light & Power Co. was given permission 
by the Minister of Promotion to construct two addi- 
tional plants below its present works at Necaxa. 
Work upon one installation will occupy eighteen months, 
and upon the other three vears. When both are in 
operation they will supply 30,000 h.p. daily in addition 
to the 67,000 h.p. which the company already controls. 
The Compañia de Luz y Fuerza Electrica was granted a 
concession to construct an 80,000-h.p. electric plant in 
the State of Michoacan, while an American company 
commenced the erection of an electric plant in the State 
o! Puebla, utilising a waterfall furnishing 70,000 h.p. 
The electric street-car company of Tampico (Tamauli- 
pas) commenced the construction of a new Jine to run 
through the principal parts of the city. An electric 
plant in the State of Chilpancingo was commenced. 

A careful study of Peru's hydraulic resources was 
made by order of the Government, when it was found 
that, at a modest estimate, the potentiality amounted 
to 15,000,000 h.p. The total capacity of the present 
electrical plants does not exceed 52,000 kW, of which 
nearly 41,000 kW comes from waterfalls. 

In Santo Domingo, the municipalities of Santiago 
and Puerto Plata purchased the Compañia Anónima 
Dominicana de Luz y Fuerza Motriz, which supplies the 
cities with light and electric power. 

Material was purchased in the United States for an 
electric light and power plant to be installed in the city 
of León, Republic of Nicaragua. 

The town of El Refugio, Republic of El Salvador. 
completed a contract with the electric lighting company 
of the city of Chalchuapa for an installation. A con- 
tract was signed for the establishment of an electric 
light and power plant in Suchitoto, Department of 
Cusclatán. The electric tramway between the city of 
San Salvador and Santa Ana was converted from mule 
t» electric traction, six electric cars having been pur- 
chased. | 

The President of Venezuela issued a decree assigning 
an additional credit of 5.000.000 bolívars for public 
works, to include a number of electric installations. 
The municipality of Carorá concluded a contract for the 
installation of an electric lighting plant in that com- 
munity at а cost estimated at 160,000 bolívars. 


9. New wireless Telegraph and Telephone Installations. 


A credit of 300,000 pesos was voted by the Argentine 
Congress for the equipment of аглу telegraph сотраптлеє 
with wireless telegraph apparatus. A concession for 
thirtv years was granted to a French company, which 
commenced the installation of a high-power wireless 
station to establish coinmunieation between Argentina. 
France. and other countries outside of South America. 
A continuous-wave svstem. using 800. or more kW of 
oscillating energy. wil! he emploved. The Government 
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issued a compendious volume embracing all the la 
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rules, regulations and rates for telegrams and radio- 
vraius, national and international, including the names 
uf the telegraph ottices of Bolivia, Chile, Uruguay, and 
Argentina. 

A wireless concession was given to the Radiograph Co 
и Brazil. to install and operate high-powered radio 
stations of the most modern types for direct coumuni- 
ation with the Americas and fMurope. The concession 
о for forty-five years, but it grants no monopolies or 
privileges, confining the business tu international ser- 
vies. While messages to local points within national 
"rritorv are prohibited. Work was commenced upon 
De first two stations in Rio de Janeiro and Belem, State 
f Рага. 

The first wireless telephone communications in Chile 
iere held between the University of Chile and the School 
a Medicine, over a distance of several miles. The in- 
vruments used were of the same type as the wireless 
v lerraph instruments employed by the Germans in the 
enches, since adapted to wireless telephony. A wire- 
Iss telephone system was decided upon for the whole of 
Chile. A wireless service was established between 
"antiago and Valparaiso in April, thus overcoming in- 
rrruptions 1n the use of the telegraph lines during the 
winter months. 

A radio-station was completed by British engineers 
at Puerto Colombia (Republic of Colombia) in connec- 
tion with the contract made by the Government with the 
Marconi Co. 

Costa Rican electrical engineers were granted a 25- 
var concession to erect and operate in Port Limón, or 
‘ther points of, the Republic, one or more wireless tele- 
staph and telephone stations, powerful enough to com- 
aunieate by wireless directly, or through a third 
uation, with one or all of the stations of the United 
[таң Co. The concessionaires will erect auxiliary 
-atons at San Jose, El Poso or Golfo Dulce, and 
Puntarenas. 

Concessions were granted for wireless telephone ser- 
ris in Cuba between the principal cities under the 
Spulation that the installations should be completed 
within tive wears. The installation of a wireless tele- 
rhone system was authorised in Caibarien, Cavo, 
Frances and Punta de San Juan, a station being erected 
in each place. 


A commercial wireless service Was established between 
the Canal Gone, Panama, Colombia, Venezuela and 


Ecuador. The charge per word ff ош Balboa to Carta- 
vena is 22 cents (gold), if transmitted ‘in Spanish, and 
44 cents (gold) per word in English or coded. i 


A wireless telegraph service was established between 
the city of San Salvador (Republic of El Salvador) arid 
the wireless telegraph office of the Republic of Guate- 
mala, messages being charged at flig rale of 10 centavos- 
de-colón per word. 

A wireless station was йшй ӨЙ. on the María Madre 

Island, in the Pacific Ocean, west of the Territory of 
Tepic (Mexico). 

A cable was laid across the Alto Paraná, Paraguay, 
from the vicinity of Encarnación to an Argentine town 
near Posadas, thus affording telegraph communication 
for the first time between the two countries (Paraguay 
and Argentina). 

A wireless station was set up and put into operation 
at Ilo, the most southern part of the south coast of Peru. 

In Cruguay the meteorological institute commenced 
preparations for installing apparatus for transmitting 
time signals by wireless—the first of its kind in South 
America—using {һе system employed during the 
war with excellent results, the contact passing directly 
from the pendulum to the antenna. - Preliminary trials 
proved a range of 9,800 kilometres, but at any time 
signals from the institute may be Reed at 3,400 kilo- 
Ductres. U^ 

The Government of Venezuela, arr aged for the in- 
stallation of 22 wireless stations in the Republic. The 
installation at Maracay was completed, and contracts 
were concluded for the erection of wireless towers at 
Nun Cristóbal. Maracaibo, Puerto Caballo. Coro, La 
Guaira and Ciudad Bolivar. A School of Wireless Tele- 
eraphy was founded at the capital, Caracas, under 
governmental decree. The Maracaibo station will have 
a power of 5 kW, a radius of 500 miles during the day, 
and 1,500 miles during the night. The towers will be 
50 metres high, while “the stations will be able to get 
into direct communication with the Arlington Station 
in thé United States, and the station- at Colón, Panama. 
The station at Maracay was to have been completed in 
December, while bv the same time a third station was 
to have been installed at San Cristóbal. 


REVENUE FROM POWER 


SUPPLY AT LIGHTING RATES. 


By "INTERESTED." | 


How many engineers or managers of electricity supply 
undertakings have taken the trouble to figure out the 
number of installations connected to their mains which 
nave no separate power circuits, and yet have in com- 
шоп power-consuming apparatus? Also, how many 
«uer ordinary consumers of electricity for lighting 
у would be pleased to use an electric iron, small hot- 
Late, bedroom radiator, &c., provided such apparatus 
were offered on favourable hire-maintenance or hire- 
purchase- maintenance terms? 

Quite recently a small consumer requested my advice 
rzarding the advisability of having a separate 
‘ircuit for two bedrooms in which sinall radiators were 
in use a few minutes night and morning during the 
"inter months. The statement showed as follows: — 


Tso 1-kKW radiators each in use half- 

an-hour per day 1 unit per day 
Five months (say 150 days)=150 units, at 

1d. per unit — ... 2 oe .. #4 7 6 
Cet of wiring separate circuit, plugs, &c., 2 5 0 
1») units, at 234. per unit ... Без oe Ж! ШЕ: 


The decision arrived at by the consumer was that 
'he trouble of running the mains was not worth tle 
“all saving shown, even in view of the larger saving 


in following years, and that more care would be exer- 
cised in future as to the length of time the radiators 
were in use. Now, that feeling is like that of many 
others, who express their willingness | to pay lighting 
rates for small electricity-consuming: devices rather than 
worry about a separate circuit with the attendant mess 
of workmen about the house. | 
When such conditions exist, what.an excellent source 
of revenue is awaiting the engineer who pushes the hire- 
maintenance scheme for small apparatus. The figures 
in a district having about 6,000 consumers show some- 
thing like the following :— 


- = om е 


Опе iron in 50 per cent. of the liouses connected 
to mains, in use an average of two hours 
per week; 48 weeks per annum=144,000 


units at, sav, 7d.= "H ... £4,200 
One hotplate, in 25 per cent. of the houses con- 

nected to mains; in use an average of 

three hours per week : 

30 weeks per annum=67,500 units, at 7d.—- £1,968 


One bedroom radiator, in 25 per cent. of the 
houses connected to rmalns;:in ;use ап 
average of three hours per week: 
An average of 20 weeks, per annum= 
45.000 units, at 7d.= ... £1,312 
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Also, a few small fans during warm weather, and 
perhaps toasters, curling tongs, or shaving-water 
heaters would bring the possible revenue up to £8,000 
per annum—at least £4,000 profit after allowing a fair 
sum for maintenance. The actual profit would be 
gréater, because the demand would chiefly come at the 
time of ''off-peak " load. Necessarily capital charges 
enter into the calculations, but complete provision could 
be made for these by a properly-arranged schedule of 
charges on the hire-maintenance or hire-purchase system, 
estimated according to the useful life of the various 
apparatus, which should not be difficult where detailed 
records are available, as they should be in every under- 
taking. 

Profit cannot bé expected from a few isolated instal- 
lations: business should be catered for on a large scale. 
Such possibilities are feasible and practicable, provided 
the apparatus is well advertised throughout the 
district, on the hire-maintenance system, The present 


season affords an admirable opportunity to press for- 
ward these labour-saving appliances of small consump- 
tion. Picture postcards showing the interiors of bed- 
rooms having small electric fires throwing out radiant 
heat would ring in many customers when the weather 
was cold. Again, good-class circulars properly de- 
signed, illustrating these various articles, can suggest 
New Year’s ‘gifts, “especially when a carefully- guarded 
note is displayed, mentioning the fact that such goods 
can be used from an ordinary lam p-holder. Advertise- 
ments should not contain too much letterpress. 

Sufficient has been said to show the possibility of sell- 
ing power at lighting rates, with advantage to the 
consumer. The contractor is the man with the best 
opportunity for pushing such a scheme. Would not 
supply authorities welcome the opportunity of joining 
with local contractors in promoting an intensive and 
extensive campaign on some such lines as suggested, 
which offers mutual benefits? 


THE NEW CLERKENWELL TELEPHONE EXCHANGE. 


CONDEMNATION of certain of the methods by which the 
telephone service 1s conducted continues to be indulged 
in, but while the *‘ threats of innumerable subscribers to 
discontinue their agreements "' of service are attributed 
to the so-called '' prevailing discontent,” the real state 
of affairs may be gauged by the fact that the General 
Post Office authorities continue to find themselves com- 
pelled to spend large sums of money, not merely with 
the laudable object of improving the service, but in 
evident anticipation of a large extension of business. 
Only a few weeks ago a new London telephone ex- 
change was completed, and quietly assumed its functions 
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FIG. 


without public attention being attracted to it. It is 
known as the Clerkenwell Exchange, and is said to be 
the largest and most complete of the nine exchanges that 
have been equipped in London since the Armistice; and, 
in addition, a number of existing exchanges have been 
extended and many relief exchanges have been estab- 
lished. 

The new exchange is housed in a building that was 
specially erected for the purpose, and will serve the 
Clerkenwell, Shoreditch, Finsbury, and Charterhouse 
areas, all of which formerly found relief in the tem- 
porary exchange that was accommodated in the same 


1.—GENERAL VIEW OF 


building. The relief exchange will now be made use of 
t» assist the Bishopsgate area, pending the completion 
of another large exchange which is projected and which 
will be named after that district. Тһе London tem- 
porary, or relief, exchanges have yendered good service, 
and it is of interest to note that the equipment with 
which they were built had during the war period been 
used in various Government establishments. 

Owing to difficulties having been experienced in secur- 
ing the necessary materials and plant, it took nearly two 
vears to construct and erect the equipment, all of which 
work undertaken by Peel-Conner Telephone 


Was the 


SWITCHBOARD ROOM. 
Works, Ltd. (proprietors, the General Electric Co., 
Ltd.), but in normal circumstances such an exchange 
can be completed in from six to nine months. The in- 
auguration of a new exchange in an existing telephone 
area involves extensive rearrangement and modification 
о? the cabling under the streets; this outside work was 
done by Post Office employés, and some of the cable 
jointing is very complicated. 

The new permanent establishment commenced its 
existence with approximately 1,600 subscribers, most of 
which were transferred from the relief exchange, but it 
provides accommodation for about 7,100 subscribers’ 
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lines, and has been designed for an ultimate capacity of 
10,000 lines. The switchboards and auxiliary appara- 


tus are of the most up-to-date type, though all the equip- 
ment is of standard design. 
the switchboard room is given in fig. 
have been so far 
when they are fully engaged, 
that the 


A ge of two-thirds of 
‚ the boards that 
installed will need some 135 operators 
and it will be seen from 
switchboard is 


the illustration subseribers’ 


Fic. 2.—Part OF SUBSCRIBERS’ SWITCHBOARD. 


ranged along the left-hand side of the room, while the 
junction board is placed on the right. At the far end 
of the room an electrophone distribution board is pro- 
"ded, and the centre of the apartment is occupiea by 
"t Information and supervisors’ desks; a close up view 

part of the subseribers’ board is shown in fig. 2 
Un the floor below are the test, machine, and battery 
roms; the last contains two 40- 
volt batteries each composed of 20 
L.S.H. 41 type cells supplied by the 
U.P. Battery Co., Ltd., each being of 
055 ainpere-hours capacity, or cap- 
le of an ultimate capacity of 4,277 
wupere-hours when discharged at the 
rate of 1.85 amperes for nine hours. 
The plates are contained in lead- 
ined teak displacement tanks, to 
‘uch more plates and electrolyte 
in be added when it becomes neces- 
мгу to increase the size of the bat- 
"IS. A special hydrometer float is 

tilised in each cell for the purpose 
obviating the surface effect when 
readings are taken. 

A view of the power plant is given 
п бр. 3; in the centre of the picture 
in be seen the machine and battery 
entro] board, and on the left are 


t} 


* two telephone line fuseboards, 


Elec Rev 


"wen which a portion of the 
junction repeating coil and con- 
“enser rack can be discerned. The 


‘minutiveness of the fuses makes them of interest : they 
* ranged on the board in vertical rows, and when one 
bws a small bead, which is attached to the fuse by a 
"led spring , Jumps out and, in addition, a lamp is 

ghted and an alarm bell rung so that the defective fuse 

“easily located. 


All the power plant illustrated in fig. 3 was supplied 
by Messrs. Crompton & Co., Ltd.; the two large dupli- 
cate machines are used to charge the battery of accumu- 
lators, and consist of shunt-wound, 55-h.p., 530-volt, 
d.c. motors, which drive at a speed of 850 r.p.m., d.c., 
236-kW, 40-volt generators The smaller machines on 
the right of the illustration are used for telephone ring 
one is à motor-generator set that is driven 
the other comprises 


ing purposes ; 
by means of the exchange battery ; 


an a.c., single-phase, 50-cycle, 105-volt, 0.8 b.h.p., 950 
r.p.mn. motor, belt driving a d.c., 4-ampere, 75-volt, 


1,000 r.p.m. ringing machine. АП the driving motors 
are fed by duplicate eables from the public supply mains 
in order to provide against a failure of the supply. 
At the opposite end of the room is the test switch- 
board, fig. 4, by means of which all faulty’ lines are 
located and rectified ; it naturally forms one of the most 
important positions in the exchange. 
frames are placed parallel 
to each other in the centre of the room. From the cable 
ehamber the paper-insulated lead-covered cables, each 
containing 1,000 pairs of conductors, are carried up to 
the floor level of the main distribution frame ; each then 
divides up to form five 200-pair lead-covered cables, 
which are carried to the base of the main frame over 
which the silk and cotton-covered conductors are distri- 
buted and jointed to the fuse mountings, 20 per strip, 
both sides of line being fused to guard against 


The distribution and other 


each 


any disturbance that may originate outside the ex- 
change. On the reserve side of the main frame are 
mounted the heat coils and lightning arresters, the 


function of which is obvious. Part of the intermediate 
distribution frame is shown in fig. 5; between it and the 
main frame and parallel to them are two racks that 
serve to mount the line relay Lastly, the fifth 
rack, part of which is also shown in fig. 5, carries the 
subscribers’ The counting train of each meter 
is revolved by ratchet mechanism that 1s 
operated һу a solenoid ; another set of meters is installed 
iu the switchboard room above, two meters being allo- 
cated to each operator, one of which records the effective 
and the other registers the ineffective calls made by her. 
The connecting cables between the different parts of 
the exchange are carried on wrought-iron runs that are 
suspended from the roof, as shown at the top of fig. 5 
this illustration conveys a good idea of the complicated 
nature of the and cabling arrangements in a 
telephone exchange. To vive some idea of the amount 


gear. 


meters. 
means ot a 


wiring 


Ес. 3.—CROMPTON POWER PLANT. 


of work and material involved, it may be stated that at 
least 3,000,000 soldered joints had to be made in wiring 
the switchboards and apparatus. The length of cable 
used inside the exchange amounted to. approximately 
153,571 ft., the number of conductors in each cable 
averaging from 11 to 170; in addition, something like 
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4. 


60,585 ft. of single power leads were used, besides at 
least twice that amount of the latter type of wire that 
was needed in assembling much of the apparatus at the 
manufacturer's works prior to its installation in the 
exchange. The main multiple run comprises 355 main 
cables, but the multiplication of the multiple gives a 


M p + 
ta 


MO Ege rac EM | 
Sola Ts. A addition to the necessary office ac- 


* p « 
E ve... Эе 
19 Wt 


hy | y 


.. Fic. 4.—Tur Test SWITCHBOARD. " 
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figure of 10,215 for the subscribers’ board, meaning 
that each of the cables is repeated 40 times, except one 
which is repeated 35 times; the number of multiples 
would, of course, be increased on the capacity of the 
exchange being enlarged. The apparatus is mounted 
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sure being more suitable for use with long lines 


of comparatively high resistance, instead of the 
old  24-volt one, enables greater uniformity of 
transmission to be obtained than is possible with 
a lower voltage, while it also renders it un- 
necessary to employ a supplementary battery to 

operate the meters, as is the 

case with other systems. A fur- 


ther advantage of the use of a 
higher pressure is the possibility 
of using relays having a larger 
number of turns, thus provid- 
ing sensitiveness and reliability 
of action and at the same time re- 
ducing the quantity of apparatus 
required in many of the circuits. 

The exchange is well lighted and 


heated, and careful thought was 
given to the protection of the 
apparatus against fire. The com- 


tort of the staff has not been over- 
looked, and the usual provision has 
been made for dining-room, rest- 
room, and cloak-room facilities, in 
- commodation. The exchange com- 
prises only a small part of the efforts 
that are continually being made to 
Improve the telephone service, but it 
an excellent example of the enormous 

work that is involved in any such 


Serves ах 
amount of 
undertaking. 

In conclusion, we have to express our. indebtedness 


to Sir W. Noble, chief engineer, G.P.O.. for permitting - 
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.., Fi@. 5.—PARTS OF INTERMEDIATE DISTRIBUTION FRAME AND SUBSCRIBERS’ METER БАСК. 


a 


in vertical rows so that by increasing the horizontal 
length of the racks and frames, extensions can be easily 
carried out. 

The adoption of -the -40-volt system, the higher pres- 


the publication of the above particulars and illustra- 
tions, and to those members of the G.P.O. and the Peel- 
Conner Works staffs who facilitated the preparation of 
this article. 
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THE STIFFNESS OF POLES FOR OVERHEAD TRANSMISSION LINES. 


By GOWER В. R. PIMM, Assoc.M.Inst.C.E. 


Іх the design of poles for overhead transmission lines 
the strength in the direction transverse to the line is 
determined from definite assumptions laid down by 
regulations, but the strength in the direction of the line 
isa matter with regard to which there is considerable 
diversity of opinion. . 

The forces transverse to the line are quite definite in 
character if not in magnitude, and can be expressed as 
ı function of the exposed surface of poles plus wires. 

The longitudinal forces, on the contrary, are varied 
and complex, and can be summarised as follows :— 

1. Bending and torsional forces due to accidental 
breaking of wires—a function of weight of wires. 

2. Pressure of wind blowing along or obliquely across 
the line—a function of exposed surface. 

3. Inequality of thermal expansion in adjoining 
spans of unequal lengths—a function of length of span. 

Of these forces, the first-named are by far the most 
important and the most difficult to 
calculate. We will therefore deal 
chiefly with these bending forces due 
to broken wires, first briefly indicat- 


і, = Tensile stress intensity in broken span (lb./ 
Sq. in.). 

tı = Tensile stress intensity in first unbroken span 
(lb. /sq. in.). 

т = l'ension value in diagram f£;—T x s. 

v — Dip in feet. 

ш = Weight per linear ft. of one wire (lb.). 

w = Aggregate .weight per linear ft. of wires in un- 
broken spans. : 

x= Number of wires in unbroken spans. 

y = Number of wires remaining intact in broken span. 

The meaning of м can be more clearly expressed in 
words than in symbols. A pole with m=say 1,000 is a 
pole which would be deflected 1 ft. by a horizontal load 
of 1,000. w lb., or it would be deflected d.s ft. by a 
load of 1,000. 0.5. ж lb. 

By stating the defection modulus in terms of d. s and 
w, each value of м applies to every case in which the 


ing What modifications may have to 
be made in respect of the other 
forces. 

Torsional forces, if unbalanced, 
ie., ЇЇ more wires break at one end 
of the arms than at the other end, 
{ете the bending strain on the 
pole, but the actual torsional stress 
may be considerable, particularly if 
‘git lattice, tubular, or A-poles are 
wed, With reinforced - concrete 
ples it is unnecessary to make 
seca] provision for the torsional 
“ress, as they invariably possess 
ample torsional strength. 

The etfect of changes of tempera- 
ture on adjoining spans of unequal 
lengths is to produce a bending 
train in the pole, this strain being 
towards the long span tor tempera- 
tures above the normal, and towards 
Пе short span for temperatures 
low the normal, the rate of change 
(f tension with regard to change of 
temperature being less in the long 
span-than in the short one. If the 
diference of length is considerable, 
therefore, the pole should be stayed 
fore-and-aft. 

We now’ come to the bending 
fore and unbalanced tensions at FN 
insulators due to broken wires, and 
these can be found by direct calcula- 
tion, but it is a somewhat laborious 
process. The annexed diagram has 
therefore been prepared for the purpose of calenlating 
these forces and their effect, 

The symbols used have the following meanings :— 

a=Sectional area of one wire (sq. in.). 


~ 


z Í 1 
| 9o OF SPAN. 


- a=Total sectional area of wires in unbroken spans 


э. in.). 
d=Deflection of pole adjoining broken span (per cent. 
of span). 

.=Length of each wire in span (feet). 

м = Пейесііоп modulus of poles=p/w=p/d.s.w. 

х= Хишһег of spans between broken span and more 
distant end of section, afterwards referred to as ‘‘ the 
number of unstaved spans.” 

p=Pull on pole when deflected d. z . 8 feet (lb.). 

"in Test load which would cause 1 ft. deflection of pole 
i d) 

$-Original length of span (feet). 


TENSION IN LB./SQ. IN. = T X 8. 


ratio Pw is the same, quite irrespective of the actual 
values of P and w. 

In the diagram, M gives the relationship between 
defleetion of pole and unbalanced tension at insulators. 
The intersections of M and N connect this relationship 
with the number of consecutive unstayed spans. 

The curves were calculated from the formula— 
Ft. ©, 00, 
this being a modification of the formula— 
=e 2 Wy Se, 

being the length of copper wire calculated as a true 
catenary at 10,000 lb./sq. in. tension. The results do 
not differ appreciably from those obtained by using 
catenary formule throughout, and are much more 
accurate than would be given by the formula in its 
usual form. 

Now, whether the deflection of the first pole from the 
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broken span is restrained by unbroken wires in the 
broken span, or whether the only restraint is that due 
to its own stiffness, there is for every deflectaon of this 
pole а corresponding tension in the adjoining span, and 
this deflection and tension are determined by the values 
of N and м, that is, by the number of spans between the 
broken span and the stayed pole, and by the stiffness of 
the poles. If there is no restraint from unbroken wires, 
the deflection will be such that the tension in the first 
span and the pull of the first pole are equal. By a 
process of plotting the unbalanced tensions at the first 
pole for various values of м and d and for various 
numbers of spans, the deflections at which the tension 
and the pull balance have been obtained, and are given 
in the diagram by the intersections of the proper values 
of M and x. 

. Curves for 1, 2, 3, 4 and 5 equal unstayed spans have 
been plotted. Beyond that number the curves close up 
rapidly, and can be estimated with sufficient accuracy. 
Each curve shows the tension in the first span and the 
deflection of the first pole of the series. The remaining 
spans and poles need not be considered as the deflection 
decreases as the stayed pole is approached, and there- 
fore the unbalanced tension at the insulators also de- 
creases—the conditions both as regards poles and insu- 
lators being most severe at the pole adjoining the 
broken span. 

The results were first calculated for spans of 100 feet, 
and are made applicable to greater spans by stating the 
deflection in terms of the span, and by introducing a 
span factor into the tension values. ‘This application 
of the diagram to spans other than that for which it is 
caleulated is based upon the law that in catenaries of 
the same shape, z.e., the same ratio of dip/span, the 
tensional stress intensity varies as the span. Now the 
original tension is assuined to be the same in spans of 
any length, viz., 10,000 Ib./sq. in. Suppose that in a 
100-ft. span the deflection of the pole is such that the 
tension has been reduced to 5,000 lb./sq. in. The 
catenary will now have the saine shape and the same rate 
of change of tension for further changes of deflection as 
a 200-ft. span at 10,000 lb./sq. in., and therefore the 
100-ft. curves below 5,000 Ib./sq. in. will be identical 
with 200-ft. curves below 10,000 1. /вд. in., but to half 
the scale. The adjustment of scale is effected by the 
span factors in the values. Zero deflection will be at 
the intersection of Tx s=10,000 with the value of м, 
which is being considered. A vertical is dropped from 
this intersection to the line of deflection values, and the 
deflection cut off to the left of this vertical must be 
deducted from the deflection values found, or added to 
the deflection values given, and values of м (given or 
found) are drawn through the new zero parallel to the 
corresponding values through the 100-ft. zero. This 
construction is shown on the diagram for spans of 
200 ft., but in practice it is much simpler to have only 
the tension values and the curves on the diagram, and 
the м values and deflection values on a sheet of tracing 
paper. The latter is then placed over the diagram with 
zero deflection at the proper point, and the addition or 
deduction of the deflection cut off is avoided, or rather 
13 done graphically. 

The increased tensions in unbroken spans which 
correspond to every deflection could also be plotted, but 
these are more conveniently examined by other methods. 

The conditions of equilibrium at the pole adjoining 
a broken span are given by the expression— 

p — (xt. — yt.) a. 
If we assume— А 

1. That all the wires may break, у. б disappears, 
and the expression becomes p=z. t.a, 
but p=mM.d.s.w, and therefore w.d.s-fi.A/w. 
A/ W is, of course, a constant, and s will be known, so 
our variables are M, d and 4,. 

M may possibly be pre-determined by the design of 
the poles : or d by regulations as to deflection ; or f, by 
the permissible unbalanced tension at one insulator. In 
either case, knowing any one of these, we can find the 
other two from the diagram, for any value of N. Or, 


knowing any two, we can, of course, find the other from 
the equation and find x fron the diagram. 

If we assunie— 

2. That y wires will remain intact we shall have two 
unbalanced tensions at the first pole, viz., 4, et the 
insulators of the broken wires, and £,—4, .t those ui 
the unbroken wires, and we can design to limit either, 
but unfortunately not both of these. 

Now at minimum temperature /, will always be 
greater than 10,000 lb. /sq. in., and at stresses of that 
order the stretch of the wires is an important factor, 
which, if neglected, leads to quite impossible results. 
Allowing for streteh, it is a very close approximation to 
take the increase in /, due to deflection of the pole as 
being equal to the decrease in /,, and we can now put 
values to these in tlie expression— 

M.d.sS-—(r.ti— y.6) ajw, 
find from the diagram the ne of d ecizcesponding to 
tı, and proceed as before to find м for a wiven value of 
N, or N for a given value of м. 

A single numerical example will serve to illustrate the 
method of using the diagram. 

Pus СА. line of 200-ft. spans has every 5th pole 
stayed fore-and-aft. | There are six conductors, each 
having an area of 0.07 sq. in. and a weight of 0.27 Ib. 
per linear ft. In the test of a pole a deflection of 0.5 ft. 
(0.25 per cent. of s) was recorded under a load of 
1,000 Ib. Assuming that all the wires in one span may 
break, find the resulting load at the insulators ol the 
first pole, and the deflection of that pole. 


Here a=0.07, A=0.42, w=0.27, w = 1.62, and 
v. = 1,000/0.0025 x 200 x 1.62 — 1,235. 
First adjust zero deflection for 200-ft. span. ^ Draw 
м = 1,235 through the new zero (ог use the tracing-paper 
method), and follow up м to its intersection with n=5. 
We find that T—17.60 and d=0.375 per cent. | The 
tensile stress will, therefore, be Tx S=17.50 х 200 = 
2,000, and the load at each insulator will be 

3,000 x 0.07 = 245 Ib. 
The deflection of the first pole will be 

200 x 0.00375 — 0.75 feet. 


Whether the poles should be stiff or flexible depends 
upon the size of the wires compared with the maximum 
perniissible unbalanced load at the insulators. 

1. If the wires are too small to exert the permissible 
pull at minimum dip, the poles should be stiff, for in 
the event of wires breaking there is no need to provide 
for any reduction of £, by deflection of the pole. Оп 
the contrary, too much deflection is in this case a dis- 
advantage, as ё, — АҺ, may be thereby increased above the 
permissible limit. 

2. If the wires are large enough to exert (at any tein- 
perature) a pull exceeding the maximum permissible 
pull at the insulators, we can design for either the worst 
or the most probable combination of broken and un- 
broken wires and balanced and unbalanced arms. 

In either case the poles should be strong enough to 
sustain the sum of the possible or permissible unbalanced 
loads at the insulators in the event of all the wires 
breaking, and in case (2) the flexibility of the pole will 
determine whether the tension is reduced to the neces- 
sary extent bv deflection of the poles or by slipping of 
the binders, or breakage or distortion of the insulators 
or their pins. 

The accidental factors affecting the fanaa in. Ше direc- 
tion of the line are so uncertain that the above method, 
may perhaps be unnecessarily minute, but it may at 
least serve aS a means of examining the character of 
these forces if not of ascertaining their exact magnitude. 


M=pid.s 


A New Mineral.—A new mineral with the heating pro- 
perties seen in radium has been found in the Belgian Congo 
at Kasolo, Maitre Schoet declared at the Academy of Sciences 
on December 27th. '' Asolite," as it has been called, has a 
vellow crystal appearance which changes as heat is given out 
and the metal decreases.— Daily. Mail. : 


Vol 90. No. 2.302, JANUARY 6, 1922.] 


THE ELECTRICAL REVIEW. 1} 


POWER FACTOR.—IV. 


By E. W. DOREY, 


M.I.B.E. 


Previous articles have dealt mainly with the importance 
of the improvement of power factor from the point of 
Tew of the mains, transformers, &c., outside the con- 
-uner's premises, 2.e., forming part of the distribution 
reer of the supply undertaking. In many instances 
to-day supply is given to the consumer at high pressure, 
being left te the consumer to install, at his own cost, 
the necessary transforming plant. The following 
examples have been worked out to show the importance 
a improving the power factor on the consumer’s pre- 
mises, with a view to conserving the capital expenditure 
pecessary for the consumer's electrical equipment. 
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Fic. Il. —WirHoUT CONDENSERS. 


Erm ple. —'The consumer's load bas been assumed to 
& 100 KW at 70.7 per cent. power factor and taking 
upply from the mains at 10,000 volts, 3-phase, 50 
"de. this being transformed down by the consumer, 
at his own expense, to 400 volts for low-pressure distri- 
bution, 

Ву the installation of condensers to improve the 
over-all power factor from 70.1: per cent. to 95 per cent., 
tis shown that the capital expenditure to be incurred 
transformers and mains is very considerably reduced. 

(A). Without Condensers.—Load 700 kW at 70.7 per 
ont. p.f. 2990 kVA. 

В). Wath Condensers.—Load 700 kW at 95.0 per 
*nt. p.f. 2737 kVA. Reduction in demand is there- 
lore 293 КУА. 

The diagrams, figs. 1 and 2, show the conditions, first 
sithout condensers and secondly with condensers. 

Sub-station.—A spare transformer in either scheme 
has not been included, as it does not affect the com- 
parison. 

Scheme 1 requires four transformers each of 250 kVA. 

Scheme 2 requires three transformers each of 250 КУА. 

Br the installation, therefore, of condensers there is 
: saving of one 250-kVA transformer with its high- 
mesure and low-pressure switchgear and a correspond- 
mely reduced area of the sub-station. This saving may 
h taken as approximately £800. 

Main Distribution Board.—The main distribution 
кага would have to deal with : — 

Scheme 1, a total load of 990 kVA. 

Schere 2. a total load of 737 kVA, 
aud although the number of feeder switches in either 
‘te 1 the sarne, the capacity would be reduced con- 

siderably with the condenser scheme, for which two 200- 

Ap and two 300-aimnp. switches would meet the case, as 

сипрагей with two 300-amp. and two 400-amp. switches 

the case of Scheme 1. 

This saving may be taken as approximately £100. 
Feeder Cables.—The capacity of the feeder cables, 
wuming that paper-insulated lead-sheathed and single- 


wire-arnioured cables are used, would be considerably 
reduced; the saving would be approximately as fol- 


lows :— 
Feeder. Route Length. Scheme 1. Scheme 2. 
ОА. 80 yd. .2 sq. in. .129 sq. in. 
В. 150 yd. ° 2 33 ‚19 m 
C. 200 yd. .390 ,, „2 2, 
р. 100 yd. soa 35 .2 e" 


The total saving 1n cost under this heading would be, 
approximately, £110. 

Cost of Condensers.-—It will be seen that to effect the 
Improvement of power factor four condensers are pro- 
posed of 97, 67, 164, and 150 KVA capacity respectively, 
and the total cost of these condensers may be taken as 
approximately £2,500. 

Saving on Transformers and Feeders.—'l'he total sav- 
ing on transformers, feeders, &c., as above would be-~ 


Sub-station £800 
Main distribution board £100 
Feeder cables £110 

Total £1,010 


Taking, therefore, a round figure of £1,000, it will 
he seen that the additional capital expenditure necessary 
for Scheme 2, with condensers, is :— 


Cost of condensers »" .. £2,500 
Saving on transformers, &c. £1,000 
Net additional expenditure ... £1,500 


Saving tf Charged on kVA Demand.—lf the consumer 
is charged on a maximum demand in kVA the equivalent 
of £4 per kVA per annum, the result will be as follows: 


Demand without condensers ... 
Demand with condensers 


. Reduction in demand  ... 253 kVA 
253 КУА at £4=£1,012 per annum. 
In an instance such as this, therefore, for a net expen- 


diture of £1,500 the consumer saves no less than £1,012 
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Fic. 9.—WiTH CONDENSERS. 


per annum, which is 67.5 per cent. per annum, and 
therefore a thoroughly sound commercial proposition. 

It may be dreued that the figures given above are 
somewhat fictitious, and that when laying out a works 
a margin is always allowed for future extensions; whilst 
the author would be the last to contradict the latter 
statement, it must be borne in mind that the compari- 
son given above holds good whether a margin is allowed 
for future extensions or not. Again, the consumer is 
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often faced with the difficulty of trying to add a further 
two or three hundred kVA of load on existing mains, 
transformers, &c., and a simple and effective solution 
would be found by the installation of static condensers 
at the ends of the works' feeders in the manner indicated 
in Scheme 2 above. 


NEW ELECTRICAL DEVICES, FITTINGS, 
' AND PLANT. 


Readers are invited to submit particulars ef new or improred devices 
and apparatus, which will be published if considered of sufficient 
interest, 


A Time-lagged Light. 


The Electrical News (Toronto) recently described a device 
made by the TERMONT Propucts Co., 216, High Street, 
Boston (Mass.), for causing a light to stay ‘‘ on ” for a minute 
or so after switching off, thus giving one time to get into 
bed or out of a room without injuring oneself or the furni- 
ture. . The object is accomplished by means of a thermostatic 


Fic. 1.—A “ Trmte-LaGceb ” Lamp SWITCH. 


switch mechanism, fig. 1, acting as a sort of spring latch, 
which, when cool, holds together two ordinary spring leaf con- 
tacts, but when Heated, moves slowly to a position which 
releases the contacts and breaks the circuit. The heating of the 
thermostat is accomplished by pulling a grip piece on a 
double socket chain. One end of this chain passes through 
the grip, and is used for switching the lamp on. 


Wind Power for the Generation of Electrical Energy. 


In our issue of April 99th last, we described and illustrated 
the system of automatic high-speed wind dynamos placed on 
the market bv Messrs. F. A. WILKINSON & PARTNERS LID., 
of Hatfield, Herts. This system has now been improved by the 
adoption of a new type of dynamo, illustrated in fig. 2. 

The present improvement, which is a very vital one, con- 
sists mainly in the employment of a dynamo having a feld- 
magnet system which rotates in the opposite direction to the 
armature under the agency of its own separate direct-coupled 


Fic. 2.—A New WIND-DRIVEN DYNAMO. 


impeller. This is found in practice to result in an output 
very considerably greater than that obtainable from an ordi- 
nary rotating-armature dynamo of the same size. 

Each dynamo is rated at 100 watts, and battery charging 
is commenced in winds of 15 miles per hour. the output and 
speed increasing with the velocity of the wind. The dynamos, 
of efficient design. have laminated fields and are self-regulating 
for battery-charging purposes. They are of the ventilated type, 
and are enclosed in steel cases. Ball bearings are fitted to both 
the armature and the revolving field-magnet svstem, the lubri- 
cation of the machines thus requiring but little attention. To 
enable the rotating connections of the armature and field 
magnets to be readily coupled up to the battery, each dynamo 


late and a terminal 
in spring holders are 


is provided with a multiple contact 
board upon which carbon brushes fitte 
mounted. 

A feature of the system is an automatic cut-out which re- 
quires no electrical energy for its operation, the connection 
and disconnection of the dynamos to and from the battery 
being automatically effected and governed by the velocity of 
the wind, thus saving some three to four watts required by 
the usual type of automatic cut-out. 

One of the dynamos of the installation is arranged as a 
' control ’’ dynamo, and is the one shown in the illustration. 
Upon its armature shaft is fitted a sleeve free to move in a 
lateral direction and upon which is mounted a contact plate 
having its central portion arranged with a housing to re- 
ceive а ball bearing. А terminal board fitted with adjust- 
able contact fingers is attached to one of the end plates of 
the machine. When the velocity of the wind is sufficient,thc 
contact plate is forced against the contact fingers, making the 
necessary connection between the dynamos and battery and 
conversely breaking the connection when the velocity of the 
wind falls below a predetermined value. 

The standard installation comprises three wind dynamos 
mounted upon a tubular cross-bar of robust construction, 
having the steel tubes and swivel head welded together at 
the centre, with the dynamo platforms welded to the ex- 
tremities of the tubes. The swivel head is provided with 4 
circular contact system, so that the cross-bar and dynamos 
are free to move continuously in one direction under the agency 
of the wind direction vane which is fitted to the cross-bar, thus 
obviating the necessity of flexible wiring between the cross-bar 
and standard. 

The installation is entirely automatic in its action, being 
started and stopped by the velocity of the wind at any time 
during the day or night. 


Metal-strip Annealing Furnace. 


The firm of AUTOMATIC AND ELECTRIC Furnaces, LrD., 281- 
283, Gray's Inn Road, W.C.1, has sent us details of an electric 
muffle especially designed for continuously annealing thin 


Fia. 


3.— METAL STRIP ANNEALING MUFFLE. 


metal strip. The muffle consists of an outer casing of 
aluminium plate riveted to angle iron pieces running hori- 
zontally and vertically, the four vertical members forming the 
Jegs. Iron castings are used for the back and front. The 
doors at both ends, as will be seen in the illustration (fig. 3), 
are of the semi-balanced type, made of a special non-conduct- 
ing heat material, mounted in a light angle-iron frame, and 
sliding in frames of similar material with chains paesing over 
pulleys, the other end of the chains being connected to 
counter-balance weights. This arrangement permits of an easy 
adjustment of the doors to suit the varying thicknesses of 
metal strips. The electrical equipment consists of the firm's 
“flat” type muffle chamber wound with a special high tem- 
perature wire suitable for 1,000 deg. C. The temperature of the 
chamber is adjusted by a regulating rheostat. The consump- 


tion of the muffle is only 1.5 kW, and with this loading 4 : 


temperature of 830 degs. C. is reached in about one hour. 


An Electrical Bed- Warmer. 
THE SouTHERN Егестпіс Co., Simplex House, St. George's 


Park Avenue, Westcliff, Essex, has sent us a sample of its ' 
This consists of a metal container 


‘Simplex ” bed-warmer. f 
of elliptical section, surrounded by a double fabric bag.  !n 
one end is fitted a bayonet lamp holder, into which 18 fixed 
a metal-filament lamp of from 15 to 95 c.p. A test shows it 
to be efficient and economical. 
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LEGAL. 


WRONGFUL CONNECTION TO MAINS, AND ASSAULT. 


| 0х December 30th, Messrs. Williams & Williams, Reliance 

"as. Chester, were summoned by the Chester Corporation 
| ar unlawfully connecting wires to the Corporation electricity 

aans. and also for assaulting Mr. S. E. Britton, the Borough 
| z«trieal Engineer. The defendants entered a cross-summons 
| sans Mr. Britton for assault. 

For the Corporation it was stated that defendants were con- 
4mers of electricity supplied by the Chester Corporation. 
jawards the end of November the Corporation proceeded to 
uke a supply of electricity from Queensferry, and, to bring 
| tat a change іп the supply, a number of firms, including 

+e defendants, were informed that it would be necessary 
wut off the supply for a short time. Subsequently two of 
(ty partners of the firm obtained a concession from the Cor- 

vation. who agreed to give them special light on December 
+d Mr. Austin Jones, instructed by the Town Clerk of 
» ager, said that at the very time Messrs. Williams were 
athe Town Hall soliciting this concession, there were 

Guded to the Corporation’s main two wires from the 

4eqdapts works, without fuses or a meter. lle went on 

“sav that on the morning of December 2nd, when one ot 

"e Corporation’s eleetrie light officials visited the Reliance 

Asks, he found that a disused main belonging to the Cor- 

ration. Was being utilised by Messrs. Wiliams. Two teni- 

‘wary cables bad been fixed on and = passed into the ойсе, 
| зто they communicated with the existing main, and the 

arent Was taken by the ordinary main to the works. These 

115 were ordered to be removed, and later Mr. Britton, the 
| an electrical engineer, and two other men went to the works 
wval up the box through which the power was being 
Staged. Мг. Benjamin Willams, it was alleged, en- 
ravoured to prevent their going into the works. ‘The two 
cen, however, were able to get to the box, whieh they 
end, whilst Mr. Britton stood at the gate. Messrs. Williams 
ven tried to push him out, but did not succeed. Defendants 
петак told Mr. Britton that be could not go through the 
ute and if he wanted to get out he would have to climb 
vr ће wall, which Mr. Britton did. One of the Corpora- 
үч. ionters said that the fuse wire which had been inserted 
«аме of taking five or six times as much current as a 
{Ти TUN. 

Fete defence it was stated that the power had only been 
егу used for about twelve minutes. Defendants ad- 
arela technical offence to avoid throwing 400 or 500 men 
tx employment. 

Fe the main offence they were fined £5 and three guineas 
ots The charge of assault preferred against Mr. Benjamin 
‘lams was dismissed, but Mr. Jack Williams was fined 105. 7 
vid osts. The cross summons against Mr. Britton was dis- 
геі 
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ELECTRICAL NOTES FROM INDIA. 


(From OUR SPECIAL CORRESPONDENT.) 


“чк time ано the Calcutta Electric Supply Corporation 
ade a request to the Bengal Government that their licence 
upply electricity might be extended for ten years, with 
“option of carrying. on the supply for 20 years. thereafter. 
г» Municipal Corporation of Calcutta, presumably with 
чё vague idea of compulsory purchase, opposed the appli- 
‘of unless some sweeping concessions were. made—the 
ыра being a general reduction in rates, and the removal 
de existing surcharge of 15 per cent. Some trenchant 
| ах are made by H.E. the Governor of Bengal, in dealing 
" the Calcutta Electric Supply Corporation's application. 
te resolution. is dealt with by the Governor-in-Council, 
appears in the Calcutta Gazette. 
J Supply Corporation are about to erect one 15,000-kW 
eagternator, and one 6,000-KW set, both Curtis turbines, 
ted hv the B.T.H. Co.: so that with moderate luck, 
= wil in the near future be in a position to “' secure 
er convenience for their eustomers ” and to meet all 
“sible demands for energy. 
In referring to the Calcutta Supply Corporation’s appli- 
^*^. the Governor-in-Council says :— 
“The matter with which the general public is mainly con- 
One is the question of the rates charged for current and 
sully the surcharge of 15 рег cent., which has been levied 
"the beginning of the present vear. It has been ascer- 
wd that the Calcutta Electric Supply Corporation's pre- 
"' rates for the supply of electricity are considerably lower 
‘fi those of anv other large supply company, either in 
“and or in India. The Governor-in-Council feels that, if 
* fact is more generally known, most of the objections 
wd would be removed. It appears to His Excellency in 
wal that Government are faced with two alternatives. viz., 
"her to refuse the application of the Calcutta Electric 
“ly Corporation. altogether. or (b) to grant, in spite of 
* Wotests received, a postponement until 1938, of the next 
"dat which the option of purchase may be exercisable. 


LET EE LEE EE EE EEL E NO Dot LILLE umet TENE EDEN DELLE LATED DNL EDEN EEE LTE SELLE аа DDE TLL, 


THE ELECTRICAL REVIEW. 18 


After a careful consideration of the matter His Excellency in 
Council is of opinion that the option of the first alternative 
is likely seriously to cripple the activities and development of 
the Electric Supply Corporation to the ultimate disadvantage 
and inconvenience of the general public. His Excellency in 
Council has therefore decided to grant a postponement until 
the 20th October, 1938, of the first period at which the right 
of purchase of the undertaking may be exercised but to make 
no alteration in the subsequent periods of option and to im- 
pose no further conditions. He has no doubt that this decision 
is in the best interests of the Calcutta public, eince the grant 
of this concession will enable the Electric Supply Corporation 
to take early measure to secure greater convenience for their 
customers, and he trusts that they will lose no time in con- 
stituting in consultation with the Calcutta Corporation a re- 
presentative advisory committee which will keep them in 
touch with the needs and legitimate demands of the public.” 

A notitication giving statutory effect to the above decision 
will be published in an early issue of the Calcutta Gazette. 

According to the Engineering Supplement of the Times of 
India for December 9th, Cambay will shortly have a supply 
of electricity for ‘lighting and power purposes, for the 
introduction of which this quaint little town 1s indebted to the 
Cambay State Adininistrator, Mr. V. К. Namjoshi, who has 
made the necessary arrangements for the allotinent of a suit- 
able site for the power station, and to Messrs. A. A. Miyaji 
and Mangaldas C. Vakil, two well-known residents of Cambay 
carrying on business under the name of Messrs. A. A. Miyaji, 
Mangaldes & Co., who have financed the scheme. Messrs. 
В. Das & Co., of Meadows Street, Bombay, are the consulting 
eugineers, and much work has been carried out by Mr. B. Das 
on the distribution lay-out, and by his partner Mr. S. C. Ghosh 
who is designing the power house. The order for the com- 
plete generating plant and accessories in connection with it 
has been placed in the hands of Messrs. Mirrlees, Bickerton 
and Day, Ltd. The generating sets are to consist of two 
Mirrlees-Diesel oil engines, direct coupled to Mather & Platt 
dynamos, each generating 66 kW at 460 volts. 
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REVIEWS. 


The Fireman's Handbook and Guide to Fuel Econumy. Ву 
Снах. F. Wabe. Pp. ot, fies. 29. London: Longmans, 
Green & Co. Prive 2s. 6d. net. 

As its title correctly indicates, this is а sunple manual 
for stokers and others who have to do with furnace manage- 
ment and fuel combustion. Throughout the book every en- 
deavour has been made to retain a simple style, but 
anvone who has ever had to write or lecture to an audience 
uninformed in the elements of chemistry or physics will 
realise the difficulty, for it is almost impossible to gain any- 
thing like a foothold in any matter of technics without the 
ordinary preliminary. grinding on the ton of a fairly sound 
arithmetical knowledge. The author is a httle unfortanate 
in his definition of heat, which he states “ can be measured 
ах to quantity by a thermometer.’ The thermometer can 
only measure intensity or temperature, for quantity is only: 
measurable as & product of temperature and heat capacity. 

Thus a body. does not necessarily feel hot when it contains 
a quantity of heat, or even an additional quantity above, Jet 
us say 75 deg. F., for if the body is water, and 20 units of 
heat are added to a pound of it, this pound will only have a 
temperature of about 95 deg. F., whereas the same quantity 
of heat added to a pound of cast-iron at 75 дер. F. would 
raise its temperature to about 20 deg. F. The statement as 
made should be amplified by a suitable reference to specific 
heat. The definition of saturated steam is correct, if not 
common. Saturated means heat saturated, not saturated with. 
water, as so many think. This latter form of steam is simply 
wet steam, and steam will carry just as much water in sus- + 
pension as it can hold when agitated in the presence of water 
as hot as itself. Or steam is made wet by losing heat and 
falling out of the category of saturated. Tt might be well to 
state in Chapter ITE that inert, as used in chemistry, means 
inactive, and signifies the lack of power to make chemical 
unions with other bodies. Nitrogen does. of course, combine, 
but its hold is very feeble, and in explosives use 1s made of 
this feebleness, for explosives are always nitrogen compounds, 
which can be shaken into their elements by a more or less 
sudden shock, as by an explosive cap or by a hammer. 

Perhaps it is asking too much to condemn the use of the 
term ‘draught pnill.” The term certainly represents what 
appears to be the condition of affairs, but it 15 based on a mis- 
conception which it would be desirable to explain away, for 
there is a great difference between pull and push, and draught 
is in no sense a pull. It is simply the superiority of a column 
of cold gas above an equally high column of hotter gas. If 
draught pulled, the choking of the grate by ashes would be far 
less destructive of draught than it is, for it is almost only due 
to grate resistance or the resistance of the fuel, &c., on the 
crate that any chimney above fifty feet in height is needed. 

Properly to understand draught is a great help to the man 
who would master the art of fuel economy. Chapter VI on 
flue gases, temperature, and CO, is excellent. | 

If the book has a fault it is that it appears to take it for 
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granted that things as they are, are the best possible in the 
world, and it sets out to show how they can be best worked. 
This is not, perhaps, altogether a fault. The fireman finds a 
boiler in place, and he has to make the best of it. How can he 


. best be taught the principles which underlie good practice? 


Must a fireman work it all out by experience, or is it well 
to instruct him in principles? For example, this little book 
might lay more stress on furnace gas temperature. One may 
pcssess a boiler with arrangements for smoke prevention. 
Yet smoke is made. Why? But a fireman, like all others, 
has his limitations, and the whole of steam engineering 
cannot be pushed into one sma!) pamphlet; of which it can 
truly be said that practically all its contents are good, and 
will be helpful to the man for whom it 1s intended. 


Aluminium and Its Alloys. Ву Lieut.-Colonel C. GRaARcH. 
Pp. ххііі. +184; figs. 84, protographs 54. London: Con- 
stable & Co., Ltd. Price 17s. 6d. net. 


Into the pages of this recently-published volume the author 
has contrived to pack probably more useful information re- 
garding aluminium and its alloys, *heir properties, thermal 
treatment and industrial application than is to be found in 
any other single work on the subject. 

Translated from the French by Messrs. C. M. and H. W. L. 
Phillips, the original text has been strictly adhered to, with 
the exception of certain cf the appendices, and all conversions 
from the metric to the English system have been accurately 
carried out; in some cases both sets of values are given. 

In dealing with the alloys, those which seem the most in- 
teresting. in that aluminium plays an important part in their 
ecmposition, are fully discussed, while those alloys in which 
aluminium is of minor importance recelve, comparatively, 
scant attention. 

The volume is divided into two '' books,” Part T of the first 
book being devoted to the metallurzy and world's production 
of aluminium, and Part II to the physical, chemical, and 
mechanical properties, micrography, preservation, and solder- 
ing of the metal. Allovs of aluminium form the subject 
matter of Book II, in which licht alloys for casting purposes. 
light alloys of great strength, and cupro-adluminiums or 
aluminium bronzes are respectively dealt with. Analytical 
methods, reports from various tests, and a paper submitted to 


the Académie des Sciences by the author on the ‘ Therma! 
Treatment of Light Alloys of Great Strength " form useful 
appendices to this comprehensive work, the micro-photographs 
in which are excellently reproduced. 


Aggregation and Flow of Solids. 
F.R.S. Pp. xv+256; figs. 106. 
Co., Ltd. Price 2Us. net. 

Probably no other physicist has added more to our know. 
ledge of the micro-structure and physical properties of solids 
in various stages of aggregation than has Sir George Deilby, 
whose work in connection with the subject, extending. over 
twenty-one years, hus been embodied in а series of published 
papers, which are now, for the most part, reproduced in 
the present volume. When the author commenced his iuvesti- 
gations, the electron theory was in its infancy, and little was 
known regarding the structure of the atom, which was gener. 
ally regarded as a minute particle separated from contiguous 
atoms by distances enormously large in comparison with the 
dimensions of the atom itself. 

More recently, however, the X-ray examination of crystal: 
has demonstrated beyond question that atoms are space-tilling 
entities which can be built up into solid aggregates, constitut. 
ing matter as we know it. 

Our latest knowledge of crystal structure is in accordance 
with the view that the atom 1s a structure of definite size anc 
shape, Which behaves in effect as an elastic solid, and thi: 
view has guided the author's observations and conclusion 
from the outset. 

The sccpe of the work may be briefly defined by reciting th. 
titles of some of the more utilitarian of the published paper 
of the author, the main facts and figures of which are incor 
porated in the volume. From the papers most likely to appea 
to our readers we select the following :—'' The Solidificatioi 
of Metals from the Liquid State," *'' The Hardening с 
Metals," '' The Hard and Soft States in Metals," and " Th 
Disintegration of Metals under Alternating Stresses.” 

The evident care with which the book has been prepare 
for the press is a credit alike to the author. those associate 
with him in its ccmpilation, and to the publishers for its pr 
Bu uon, though we fear its eruditeness will interfere with r 
sale 


Ву Sir Georce Betsy, 
London: Macmillan and 


BUSINESS NOTES. 


Bankruptcy Proceedings.—E. G. Lanasrorp, electrician, 
late ul (4, westgate, Duriuey.—heceiving order made Decem- 
ber oUth on debtor в own petition. 

R. A. DEPLEDGE, erectricul engineer, late 102 (now 953), Frod- 
Ingham Loud, Scunthorpe, Lincs.—heceiving order made De- 
сешоег dUth on debtor s own petition. 

Company  Liquidations.—PL4NET ŒELecTRIC Co., Lrp.— 
Meeting of creditors, January 9th, at 52, Tavistock Square, 
W.C.1. 

Tampico ELECTRIC лант, Power & Traction Co., Ltp.— 
Winding up voluntarily. Liquidator: Mr. J. S. Evernden, 
47, Parliament Street, S.W. Meeting of creditors January 
lith. Particulars of claims to the liquidator by February "th. 

CHILIAN Evectric Tramway & LIGHT Co., Lirbp.—Meeting of 
creditors called for January 18th. Particulars of claims to the 
liquidator, Mr. J. L. Walsh, 47, Parlament Street, London, 
S.W., by February 7th. 

WATERCRAFT DETACHABLE POWER INSTALLATIONS, LTD.—Meet- 
ing of creditors called for January 20th at the office of the 
' liquidator, Mr. C. H. Smith, 54, Colmore Row, Birmingham, 
` m non particulars of claims, &c., should be sent by March 

6th. 


Dissolution of Partnership.—GnrENwoop, Hoxne & Co., 
electrical contractors, 46, Malden Road, New Malden.—Mr. H. 
P. G. Hone and Mr. P. Davian have dissolved partnership. 
Mr. Dayian will attend to debts. 


Trade Announcements.—We understand that the manu- 
facture of the Kestner patent water-tube boiler in this country 
has been token uo by Messrs. RANSOMES, SIMS & JEFFERIES, 
Lrp., Orwell Works, Ipswich, who hold the sole licence and 
selling rights for the United Kingdom, the Colonies and De- 
pendencies, South America, the Dutch Indies, and China. 
Owing to the high price of coal great attention has been 
directed on the Continent to the designing of boilers of high 
economy and hish class. and ene of the principal workers on 
‘these lines has been Mr. Paul Kestner, of Paris, and Lille, 
whose patent water-tube boiler is manufactured in France at 
the works of Schneider et Cie., of Le Creusot, and 1s used 1n 
many of the large power stations in that country. 

Mn. Nort J. CHarWwiIN, of 162, Hagley Road, Edgbaston, 
Birmingham, has taken over the business of Messrs. Tatnell 
and Co., electrical engineers and contractors, together with all 
assets and liabilities, and he will continue trading under the 
same name. 

The business of Mr. Jtstus Eck is now being carried on 


under the title of '' Justus Eck & S. Brook." Mr. Brook has 


been Mr. Eck's colleague for many years. The offices hav 
been transferred from Central Hall, Southall, to Palmer Stree 
Westminster, to handle the increased turnover. ln additio 
to aynaimos, motors, and power transtormers, the trm 

supplying switchgear up to 400,000 volts pressure, arc lamp 
scientific. lanterns for gastilled lamps, electricity meter 
and small transformers. | 

Messrs. HARWELL, LTD., ask us to state that their ne 
address is 28, John Street, Bedford Row, W.C.1, and not Yt 
Little James Street, W.C. "Telephone numbers unalterce 
Telegraphic address: '' Arwelidite Holb," London. ' 

Messrs. BAUGHAN, electrical engineers, of Heading, who al 
having their premises rebuilt, are carrying on business ten 
porarily at 175, Friar Street. 

Messrs. VENNER ‘Time Switches, Lrp., have opened 
branch office at 65, Gordon Street, Glasgow, of which M 
Kirby Johnson 15 taking charge. 

Messrs. OswaLD Recorp & Co. have removed from Dac 
House to No. 17, Victoria Street, S.W.1, which 15 alino 
opposte. New telephone No. * Victoria 9125." 

The business of Messrs. J. Owen & Sons, of Blackheat 
S.E., has been taken over by Mr. T. A. Keating, electric 
engineer, of 186, Westcombe Hill, Blackheath. Р 

Messrs. Davis & Timmins, Lrp., of York Road, Аш 
Cross, London, N., have recently issued a complete set of liz 
of their manufactures, with full-size illustrations, and brous 
up to date. Copies will be forwarded to the trade on app 
cation. | s 

The firm of Davis & Timmins was founded in 1876, a! 
it has specialised in turned work of all descriptions 
screws, bolts, nuts, studs, washers, terminals. and all Wo 
component parts for electrical work. ‘The works T m 


Green cover an area of several acres, and are equippe ve 
repetit 


modern automatic machinery, producing accurate E CE 
work within one-thousandth of an inch. A large aun 
held at the stores at York Road, King’s Cross © 7. 
sockets, cable connectors, screws, studs, bolts. nuts, WIDE up 
washers, &c., enabling the electrical trade to Aman 
many thousands of patterns. We believe that. Britis 


| ‚ | goo 
facturers will have little desire to support foreign-mare P 


of the classes mentioned, bearing in mind these 5 

the high quality of London-made repetition work. ес 
The British THomson-Hovuston Co., LID., a Gl 

opened a new showroom at 155a, St. Vincent nds а) 

gow. Lighting fittings for factories. public О. ae 

houses are displaved and a number of lighting syste 


plified. 


„x 
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Private Arrangdement.— WiLLIAMS & Bevan, electrical and 
дег] engineers, Aberdare.—'Lhe creditors of the above were 
ved together recently, when a statement of atlairs was 
seated, which disclosed liabilities of £1,753, all of which 
e due to the trade. The assets were estimated to realise 
gn, or a deficiency of £1,137. The assets consisted of stock 
sy. and book debts £316. lt was stated that the debtors 
comenced trading some two to three years ago, after leav- 
z he Army. ‘Lhe bank allowed an overdraft to the extent 
4 270, which had now been reduced to £312, and was 
wird. The present position was attributed to want of 
ipta competition, and taking contracts at too low a price. 
fs creditors decided that the estate should be dealt with 
zdra deed of assignment, with Mr. S. E. Clutterbuck, of 
Yess. Clarke, Dovey & Co., accountants, Cardiff, as trustee, 
кешег With a committee consisting of the representatives of 
te English Electric Co., Ltd., the General Electric Co., Ltd., 
vi Mr. J. D. Williams, Aberdare. The principal creditors 


it. 

£ £ 
bean Electric Co. 331 Haslam & Stretton, Lid. Е 0: 
Ron Ts uus pes 2U0 British Thomson-Houston Co., 
(ex Electric Co., Lid. 110 Ltd. “ae s ae e 54 
vw & Baker ет 14? Engineering Equipments Co., 

- Rr, Ltd. 112 Ltd. "e ds qs sg 02 
азот]. О. x ss . 79 Chloride Electrical Storage Co., 
Алег X Sons, Ltd. 2. 62 Ltd. ve be ee wat N 
у, Вел Cable & Rubber Co., India-Rubber, Gutta Percha and 

utd. wx g А 47 Telegraph Works Co., Ltd. 98 


Catalogues and. Lists.—TrE CAMBRIDGE & PAUL INSTRUMENT 

ко. LrD., 49, Grosvenor Place, S.W.1. A postcard illustrat- 
x the "Cambridge " electrical CO, and temperature re- 
wer and a specimen chart. | ; 
_Missas. PERRIN'S, LTD., 15, Catherine Street, W.C.2.—A 
vest describing ‘‘ Indestructible " insulated cables and 
ге, - А | 
esses. Нісаѕ Bros., Sand Pits, Birmingham.—“ Monthly 
Panne" for January, giving the usual stock lists of a.c. 
zide. motors and d.c. dynamos, together with notes on ball 
= TINGS and other useful and humorous items. 

Xs. 0. N. Beck, 11, Queen Victoria Street, E.C.4.—An illus- 
tit pamphlet giving dimensions and other details of 
лпя" adjustable multiple spindle drill heads. 

Ty Sry ELecrricat Co., Lrp., 118-120, Charing Cross Road, 
“'1—Three pamphlets dealing respectively with electric 


wc" Apex" ironclad switchgear, and ‘electric lamps. 
Rolt Street, Deptford, 


steed and priced. 
-urs бАЕЕТҮ Lirt Co., LTD., 

525-11 illustrated booklet giving the names of firms which 
‘at tilled the company’s lifts. 
Miss; Watson & Sons (ELEcTRO-MrDIiCaL), LTD., бипс 
nu, Parker Street, Kingsway, W.C.2.—Bulletin 41 S, illus- 
ming and describing the " Sunic Mark Т.” deep therapy out- 
ji чшшг to а set supplied to the Fulham Cancer Hospital, 
“oka. Fully priced. 
"xs. ReaveLL & Co., LID., Ranelagh Works, Ipswich.— 
гошер No. 101, giving illustrated details of several types 
-zamcallv-driven compressors and exhausters. 

USES THOMAS BROADBENT & Sons, Lrp., Central Iron- 
$$ Huddersfield.—A well-illustrated descriptive catalogue 
“Somatic centrifugal clutches of a number of types. 

S88, Јонхѕох & PnuiLLIPS, Lrp., Charlton, S.E.7.— 
ngormer Abstracts" No. 8.—This booklet gives details 
“te final tests which are carried out upon the company’s 
зиппегз before they leave the works. Tests are made 
HW. copper loss, impedance, insulation resistance, iron 
+ Е current, flash and over-potential pressures, 
' | Leating. 

5 Нотротхт ELECTRIC APPLIANCE Co., Lrp., 21, Berners 


‚ ТМ, Osford Street, W.1.—A well-illustrated pamphlet giv- 


, = futticulars of 


| | '" Hotpoint " electric teapots, percolators, 
brs grills, &c.. 

. IFRS DE CONSTRUCTIONS ELECTRIQUES DE CHARLEROI, 56, 
27219 Street, S.W.1.—A well-produced brochure describing 
‘cuupany’s works and manufactures. Numerous illustra- 
> are included, and the publication provides an informative 
«16 an up-to-date electrical business, and an example of 
“sTecavery from the effects of the war. 

S Hoover Suction Sweeper Co., LtD., 288-292, Regent 
w W.L—A folder reproducing а number of advertise- 
7з announcing a reduction in the price of the '' Hoover ”’ 
m cleaner, for the use of contractors. 


, Calendars and Almanacs.—A useful blotting contrivance 
1 72е desk has been received from Messrs. Hopkinson 
“COX Motors, of Seagrave Road, West Brompton, 
«п, S. W.6. | 
L7 минем wall calendar received this year is from the 
. ^M Evecrrican, Wink Co., Lap. In some offices wall 
X 353 consideration. The card carries monthly date slips. 
2 DWENORT ENGINEERING. Co., LTD., of Bradford, has 
^H а serviceable calendar with daily slips for 1922. 
“sons. R. A. Evans, LTD., of Prospect Road, Leicester, 
Рей an artistic calendar with monthly tear-off slips 
^. Reneath à coloured print, reminding us of the charms 
‘te оп a lovely “* Autumn Afternoon." It will be good 
СОЛУ until the winter of our discontent is past. | 
CU Messrs. HASLAM & STRETTON (ENGINEERING & MOTOR- 
| Utes), Lrn.. of 11.. Windsor Place. Cardiff, there has 
5 ^ hand а wall calendar with monthly date slips. We 
' , „mte know how many times we have studied the face 


1 Doreen " while we have been writing this short note. 


F 


A desk hand-blotter has been received from the MILLWALL 
ENGINEERING Ce., LTD., of 21, Panton Street, London, S.W.L, 

Messrs. W. H. Wittcox & Co., LTD., of 38, Southwark 
Street, London, S.E.1, have issued a wall calendar with 
monthly sheets for 1922. | А 

From Messrs. Гкахсіз Pobes & Co., Lro., of 56, Cannon 
Street, London, E.C.4, we have received a wall calendar tor 
1922. Each sheet contains a month's dates in large figuring, 
and the remaining eleven months in small type. 

Messrs. R. O'BiugN & Co., of 66, Mosley Street, Man- 
chester, have issued a neat wall calendar with monthly slips. 
In the pictorial design are views of the Manchester Royal 
Exchange, opened last October. | 

From Messrs. C. Hanns & Co., of Strover Street, Gilling- 
ham, we have received a wall calendar for 1922, with monthly 
date slips. 

Messrs. CHARLESWorTH PEEBLES & Co., of 134, St. Vincent 
Steet, Glasgow, have sent us one of the 1922 calendars issued 
by their principals, the Coxpor Lame MANUFACTURING Co., of 
Venlo, Holland, for whom they act as sole agents in Scotland 
and Ireland. А dozen large stout cards each contain a month's 
dates and a different. photographic view of the works (iun 
terior and exterior) at Venlo, showing the various manufactur- 
ing, testing and distribution stages through which the lamps 
pass. 

нк Мастхтоѕн Саве Co., Ltp., of Ashbourne Road Mills, 
Derby, has sent us a desk pad of squared paper with pages 
interleaved giving illustrations and brief particulars of its 
electric cables, line construction work, Joint-boxes, &c. 

Messrs. CALLENDER'S CastE & ConsTRUcTION Co., LTD., of 
Hamilton House, Victoria Embankment, London, E.C.4, have 
prepared a very serviceable pocket diary for 1922. A separate 
section consists of tables of net prices of '' Callender " C.T.S. 
cables, flexible cords, “ Kaleeco " fittings, &c. The ‘diary 
itself contains much useful electrical tabulated and other 
data. 

Mr. D. C. Bate, of 16, John Dalton Street, Manchester, has 
sent us a wall calendar consisting of six two-monthly sheets, 
each of which has a coloured picture humorously illustrating 
how rumours sometimes arise. | | 

From Messrs. W. E. Jones & Co., R, Queen Street, Deal, 
there has ‘come to hand a calendar with monthly slips above 
which appears a coloured picture entitled '''Fhe Head of the 
House," the said head being, of course, a tiny child. 


Industrial League Lectures.—The following is the pro- 
gramme of Wednesday evening lectures (7.30 p.m. at tlie 
Caxton Hall), from this week until March 29th, organised by 
the Industrial League and Council:— de | | 

January dih.—Mr. J. E. ‘luke, “ihe Solution of the Unemployment 


Problem,” 
January Hth.—Mr. Robert Stelling, “А Fair Day's Work for a Fair Day's 
Pa Ы ] , 
PR 18th.—Mr. Robert Young, M.P., '" Use and Abuse of Combines and 
Trusts,” 
January 25rh.—Mr. F. 
February lst.—Mr. Hamilton T. 
February Bth.—Professor А. W. Kirkaldy, '' Industrial 
make for Progress?" 
February Loth.—Sir George Paish, '* Industry and its Relation to Finance.’ 
February 22nd.— Mr. Roy llorniman, * A Proposed Solution to the Transe 
port Problem." 
March Ist.—Mr. Hilderic Cousens, “ The Purpose of Economic Activities.” 
March 8th.—Miss B. Vovsey, ‘ The Personal Factor in Industry." 
March I5th.—Mr. W. Pierevy, t Psychology in Industry.” 
March. 22nd, —Rt. Hon. G. N. Barnes, © Some Cominon Fallacies on Trade 


and Industry.” " 
March Zith,—Major. Isidore Salmon, '' The Necessity тог Educating the 
Worker in Industrial Economics." 


The Cable Makers’ Association.—As from January Ist, 
1922, the Union Cable Co., Ltd., Dagenham Dock, Essex, is 
a member of the Cable Makers’ Association. 


Catalogues Wanted.—Mr. J. C. Envy, АМТЕ.Е., 
M.L. E.S., consulting engineer, of 12, Tavistock Street, W.C.2, 
desires to receive up-to-date particulars of electrical apparatus 
for all purposes, and lighting equipment. 


Manchester Municipal Employés’ Wages.—The Man- 
chester Guardian reports that the action of the Corporation 
In reducing the waves of the maintenance workers of the 
tramway and gas departments by 2d. an hour in the сазе 
of the skilled men and 134. an hour in the case of the semi- 
skilled and the unskilled, has been endorced by the Industrial 
Court, to which the matter was submitted for arbitration. 
The Court found that the reductions were justified. ‘The Cor- 
poration also reduced at the same time the wages of the main- 
tenance ‘workers of the Electricity Department by these 
amounts, and this matter has also been referred to the Indus- 
trial Council for the industry. Rx 


Partial Moratorium in Italy.—4 partial moratorium has 
been established by a decree which again brings into force 
certain clauses of the commercial code relating to postpone- 
ments of payment by limited and co-operative comp:nies. 
The range of companies to which the moratorium may uppiy is 
limited.—Reuter's Trade Service (Rome). 


Hughes, '' Conditions of Industrial Harmony.” 
Smith, '* The Curse of Work." 


Unrest. Docs it 


South African Labour Preblems.—A Reuter dispatch 
from Johannesburg reports that the Chamber of Mines has 
notified the South African Industrial Federation of the termi- 
nation of certain wage agreements. The electric power com- 
panies have declined to enter into further conferences with 
the Federation or to discuss the increased minimum rates of 
pay recently demanded by the trade unions. en 


SEALE LIA AE IIE IRE ATR ATE I ST PR EINEN D NI EIER nA IEEE TEI POO IS ITE OE EE I IEE TT TI ET IO TA M E a EO IE A EEE OLED 


16 THE ELECTRICAL REVIEW., [Vol. 90. No, 2,302, JANUARY 6, 1922, 


Forthcoming Exhibitions.—The following exhibitions are 
being organised :— 

Lonpon.—February 27th to March 10th, British Industries 
Fair; March Ist to 25th, Ideal Home Exhibition; April llth 
to 25th, Builders’ Exhibition; July 3rd to 14th, London Fair 
and Market. 

BIRMINGHAM.—February 27th to March 10th, British Indus- 
tries Fair; June lóth to 24th, Industrial and Commercial 
Ethaency Exhibition. | 

CanRDiFr.—May to October, Welsh National Exhibition. 

eCANADA (Winnipeg).—l'ebruary 6th to 11th, Motor Show. 

AUSTRIA (Vienna).—Mareh ЈУ to 25th, International Saw- 
ple Fair. 

BELG1UM (Brussels).—lebruary 15th to 27th, Agricultural 
Machinery Exhibition; April 3rd to 19th, Commercial lair. 

Brazit (Rio de Janetiro).— September "tli to November loth. 
Centenary Exhibition. 

i CZECHO-SLOVAKIA (Prague).—March 12th to 19th, Samples 
"air. 

FRANCE (Lyons).—March 156 to loth, Spring Fair. 

HoLLAND (Utrecat).—February 21st to. March 3rd, Interna- 
tional Fair. 

a (Milan).—April 12th to 27th, International Sample 
alr 


Norway (Christiania).—April 22nd to May 7th, Electrical 
Exhibition. 

SPAIN (Barcelona).—Mareh 15th to 2th, Samples Fair. 

SWITZERLAND (Basle).—April 22nd to May 2nd, Sample Fair. 

Trieste.—May, International Sample Fair. 

JAPAN (Tokio).—March 10th to July 315%, International Peace 
Exhibition. 

Social Event.—On Wednesday evening in Christmas 
week the staff of the Leatherhead & District Electricity Co., 
Ltd., met at dinner in the " Running Horse,” Leatherhead, 
and amongst those present were Mr. Morris, of Messrs. 
Buchanan & Curwen ; Mr. May, of the Mid-Surrey Engineering 
Co.; and Mr. Towers. of the Leatherhead Gas Co. The chair 
was taken by the enzincer and manager, Мг. G. W. F. Horner, 
and between the toasts instrumental and vocal items were 
given by the members of the staff. 


Copper Production in the Belgian Congo.—4At the annual 
meeting of the Société de l'Union Miniére du Haut Katanga, 
just held in Brussels, it wus reported that the company's 
experimental plant in the Belgian Congo was put into opera- 
tion in the middle of November last, the capacity ot the 
installation being approximately 100 tons of electrolytic copper 
per month. It was also stated that the work of prospecting 
the water-power resources of the district was proceeding, par- 
ticularly as regards the Rivers Lufira and N'Zilo. It is pro- 
posed to first utilise the water power of the Lufira, which will 
furnish much more than the 25.000 h.p. originally estimated ; 
in fact, sufficient to permit of the annual production of 50,000 
tons of electrolytic copper. 


The A.E.G.—4At the recent annual meeting Herr Walter 
Rathenau was re-elected on the board of directors, and the 
board was authorised to issue new ordinary shares of up to 
250,000,000 marks, the right of shareholders to subscribe being 
excluded. lt was explained that although no definite plan 
existed for the purpose, the new shures were destined as ex- 
change for participation in otber undertakings which, in the 
opinion of the directors, might appear desirable. The divi- 
dend, at the rate of 16 per cent., was approved after sugges- 
tions bad been made that the rate ought to be higher, having 
regard to the large amount of the open reserves, as well as 
of the undisclosed reserves as represented by investments and 
plant written down to one mark, &c. It was contended on 
behalf of the board tbat a higher dividend would only be 
justified if there was reason for believing that it could be 
maintained in the future. 


Applications for British Trade-Marks.—Appended is a 
summary of the recent applications for British trade-marks in 
respect of goods and productions connected with the electrical 
trades and industries : — 

Nox (lettering and design). No. 419,524. Class 8. Electric 
lamps (philosophical).—Walter Ellis and Horace Wooldridge, 
trading in co-partnership, 13, Infirmary Street, Leeds. Octo- 
ber 14th, 1921. 

Edgystatt. No. 418,035. Class 8. Electric and electro- 
magnetic apparatus and appliances.—Electric Control, Ltd., 
177, Reid Street, Bridgeton, Glasgow. August 27th, 1921. 

Federal (lettering and design). Мо. 418,294. ` Class 13. 
Electrical fuses, clamp bushings, outlet box covers, &c.— 
Federal Electric Co.. 8,700, South State Street, Chicago, 
U.S.A. March 10th, 1921. 

Megohmit (lettering and design). No. 418,165. Class 50. A 
preparation of megohmit for electrical insulating purposes.— 
Meirowsky & Co. Gesellschaft, 137, Kaiserstrasse Porz-am- 
Rhein, Germany. August 3186, 1921. 

Celenese. No. 419,540. Class 00. Filaments, fibres, &c., 
wholly or principally from cellulose derivatives, electrical in- 
sulating materials, &c.—British Cellulose and Chemical 
Manufacturing Co., Ltd., 8, Waterloo Place, London, S.W. 
October 14th, 1921, 

Cilanese. No. 419,541. Class 50. Filaments, fibres, &c., 
wholly or principally from cellulose derivatives, electrical in- 
suluting materials, &c.— British Cellulose and Chemical Manu- 
оо Lid.. de Waterlon Place, London, S.W. October 

th, è 


Tradesmen Using the Royal Arms.—The London Gazette 
for January 3rd contains lists of tradesmen in London and 
elsewhere who hold warrants of appointment to Royalty. 


Chinese Notes.—The China Electric Co. proposes к 
build the Harbin Electric Railway. А contract has been 
signed with an American engineering company. Its tem 
porary oflices are at Fu kia Tien. | 

Specifications for power-house machinery, rails, rolling 
stock, and workshop equipment for the Peking Electric Tram 
way Co., Ltd., are now in preparation. 

Preparations are in progress for the establishment of : 
company to undertake the construction of tramways n 
llankow. 

Petitions have been addressed to the Ministry of Agricultur 
and Commerce by a Tsinan merchant for the construction o 
tramways in the city. The Ministry has dispatched repre 
sentatives to make investigations before official approval 1 
granted. 

The Yau Hua Electric Co., at Hsu Shih-kwan, Soochow 
started business on October Ist. The company has jus 
ordered a large plant from а Shanghai firin to. be installe 
in Hsu Shi-kwan. | 

Kwang Hwa Kleetrie Light Co.. Ltd.. established a 
Laohokow (Hupeh) with a capital of 70,000 dols., was regis 
tered at the Ministry of Agriculture and Commerce on Augus 
l8th. 

The Ministries of the Interior, Agriculture and Commerce 
and Communications nave approved of an electric company a 
Peitaiho. | | я 

The Lee Hua Electric Light Co., іп Tsing Kiang-pu Kiangs 
was to have been opened at the end of last year; 2,000 light 
had been installed. | 

Li Chia-ju and others have organised the Hanyang Electr: 
Co. and applied to the Ministry of Agriculture and Commer 
and the Ministry of Communications for registration. 


Industrial Agreements in Norway.—On December 2 
the National Association of Employers gave notice of termin 
tion of a series of agreements and arbitrators’ awards to exp! 
on March 31st. Among the trades and industries affected a 
the mining industry, engineering works, the electro-technic. 
industry, glass works, shoe factories, the building trades, tl 
printing industry, the furniture industry, and shipping. 


Price Reductions.—lir Астомлтіс TELEPHONE МАХ 
FACTURING Co., Lrp., announce a reduction of 16 per cent. 
the prices ot its " Neel" electric heating and cook! 
appliances as from the beginning of this year. 


Bank for Electrical Securities.—The Berlin Electrics 
Works Company. whose supply works were expropriated 
the Berlin Municipal Council several years ago and whi 
has since been merely an investment company under the co 
tinued control of the A-E.G., has now been transformed їп. 
the Bank for Electrical Securities. 


Copper and Lead Prices.—Messrs. F. Smith & Co. repi 
January 4th :—Copper (electrolytic bars), £74 15s., 105. « 
crease; ditto sheets, no change; ditto wire rods, £90 15s., 1C. 
decrease; h.c. wire, 114d., 1/16d. decrease. 

Messrs. James & Shakespeare report January 4th :—Cop} 
bars (best selected), sheet and rods, no change; English | 
lead, no change. vx 


Osram Lamps in Holland.—The Osram Glow Lar 
Company hae n formed at Amsterdam to attend to t 
Dutch interests of the German glow lamp group, composed 
the A.E.G., the Siemens & Halske Co., and the Osram Wo! 
Co. 


British Company's Bid for Balkan Trade.—Reuter r 
received & report via New York to the effect that the Austr 
Government has allowed it to become known that Mes: 
Vickers-Armstrong are offering to purchase the great Woelle 
dorf Arsenal for conversion into works for the manufactt 
of locomotives for Balkan orders. | 


Belgian Company.—La Société des Cableries de Sen: 
is the name of a new company which has lately been forn 
at Seneffe with a capital of 9,500.000 fr. to manufact 
electric wires and cables, accumulators, &c. 


Book Notices.—'' Journal of the Institution of Electr 
Engineers," Vol.LX, No. 304, December, 1921.— This issue c 
tains the inaugural address by the president. (Mr. 
Highfield), and the chairmen's addresses to the North-Easte 
South Midland, Western, Scottish, North-Western, and No 
Midland Centres, and the East Midland, Liverpool, : 
Sheffield Sub-Centres, also the inaugural address to the W 
less Section by the chairman (Prof. С. W. О. Howe). _. 
issue also contains the following papers: '' Design of Dn. 
Current Armature Windings,” by Mr. H .E. Dance, Pro]. 
ties and Characteristics of Insulating Materials," by Mr. R.. 
Fleming." '' Telephonie Transmission through Submar 
Cables," by Mr. A. Rosen, and " Radio-Telegraphic Tre- 
initters." bv Mr. A. G. Warren. i 

“ Industrial Welfare," Vol IV, No. 1, January, 1 
London: Industrial Welfare Society. Price 9d.—The : 
number of the fourth volume of the '' Journal of Indus 
Welfare " appears under a simplified title. — Among, 
interesting articles to be found in this issue is one upon. 


E 
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Industrial Parliament," by the Rt. Hon. Arthur Henderson, 
М.Р.; Mr. Albert Barratt, J.P., writes on " Making Co- 
partnership a Success.’ 

Н hose Land ? or Some Account of the Original Inhabi- 
tants of London. Рр. l4+ii; 14 illustrations. London: 
1тайе Advertising Agent of the Underground Electric Rail- 
ways and the L.3.0.C., Ltd.—For many of London's 
children the country motor 'bus is the key to nature's fairy- 
land; to a countryside of whose de'ight many of them might 
see and know but little. This excelent little booklet of verse 
by Miss Jessie Pope, with its fairyland drawings by Miss 
Jessie King, should make a strong appeal to the younger 
generation of Londoners. It is being circulated to the ele- 
mentary schools, and comes aptly at a time when the L.G.O.C. 
has given effect to a popular innovation in the shape of cheap 
fares for children on all its omnibus routes. 

Electric Lighting in Factories and Workshops, by Leon 
Guster and J. S. Dow. Pp. 37; figs. 19. London: Sir Isaac 
Pitman & Sons, Ltd. Price 6d. net.—There has recently ap- 
peared a most admirable pamphlet* setting forth the advan- 
tages of а satisfactory lighting system for industrial purposes, 
but its style is very different from this little booklet, which 
deals with the subject in a conversational manner. Other 
than certain statistics of American origin data are well chosen 
aud forceful. ‘The requirements of good lighting are concisely 
summarised and the advantages of well selected reflectors 
brietly stated; it is to be regretted that the illustrations of 
shades and reflectors on page 15 are not more nearly to the 
same scale. It is noteworthy that the authors recommend the 
calling in of a trained illuminating engineer, though they give 
bnef particulars which should enable an ordinary electrician 
ta carry out a simple installation. Emphasis is laid upon 
the importance of maintaining equipment by periodic inspec- 
ton and cleaning. As examples, an engineering shop and 
ence, a clothing factory, and a boot factory, are dealt 
with: there are, of course, points which might be questioned, 
just as doctors may argue regarding diagnosis and treatment, 
but on the whole we are impressed with the clarity with 
which the various ideas are.adumbrated. We do not doubt 
Lut that the booklet will serve a useful purpose. 

"The Swedish Year Book for 1921 ” (first year of isgue). 
Iondon: Williams & Norgate. Price 7s. 6d. net. 

Circular No. 38 of the U.S. Bureau of Standards, '' The 
Teting of Rubber Goods " (127 pp.). Washington : Govern- 
nett Printing Office. Price 90 cents. This describes in de- 
the Bureau's methods of testing such articles as tires, hose, 
asd moulded rubber. 

"The M. & О. Apprentices’ Magazine," Vol V, No. 90. 
тке 4d.— The organ of Messrs. Mavor & Coulson's appren- 
tices x as usual, full of interesting matter, both technical and 
zeneral. 

A new edition of their catalogue of scientific and technical 
looks has been issued by Sır Isaac PITMAN & Sons, LoD., 
larker Street, Kingsway, W.C.2. The subjects dealt with 
range from the production of coffee to anthropometry, and 
the engineering and electrical sections contain numerous 
works of value. The price and other particulars of each book 
are given, with a brief description of its scope. The indexes 
iatalogue subjects and authors’ names. 

" Electrical Installation Rules and Tables for Rapid Refer- 
ence, by W. S. Ibbetson. London: E. & F. N. Spon, Ltd. 
Price 1s. 6d. 

"Textile Recorder Year Book for 1922," by F. Nasmith. 
Manchester : John Heywood, Ltd. Price 78. 6d. net. ° 


LIGHTING AND POWER NOTES. 


Aberayron.—SrrciAL Orper.—The Urban Council is making 
a grant of £100 towards the cost of obtaining a Special Order 

to enable the Electric Light Co. to provide a supply of elec- 
as for the town. The company has undertaken to apply 
tor the Order forthwith, and to proceed. with the scheme 
Without further delay. 


Accrington.—YEAi's. WonkiNG.—The accounts of the elec- 
twity undertaking for the year ended March lst last show 
a gross income of £76,776, as compared with £54,084 in the 
previous year. Working expenses amounted to £71,967, as 
against £43,300, leaving а gross profit of £4,809 (410, 115). 
the net result was a deficit of £9,131, as against £Y89 in 
1919-30. 

РкороѕЕр LinkinG Ur.—There is a certain amount of objec- 
tion in Accrington to linking up with Blackburn, as 16 is 

bointed out that Blackburn's new station was erected at a 
ume when materials and labour were at high-water mark, 
averaging £40 per kW of plant installed, compared with £16 
ler kW for the extensions proposed at Accrington. Includ- 
ing the cost of cable, transformers, and switchboard, the cost 
f connecting the two stations is roughly estimated to be 
Erin, and. according to the latest decision of the Coninis- 
"ners, this will have to be met jointly by the two authori- 
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- the Decree of October &th, 1917, 


Loan.—The Corporation has decided to proceed with its 
application for sanction to borrow £100,000 for the purpose 
of extensions to the electricity station, in accordance with 
the understanding arrived at with the Electricity Commis- 
sioners recently. The revised figures show a decrease of 
£30,000 from the original estimate. 


Australia.—SybNEY.—The Municipal Council has received 
a letter granting it authority to borrow, by the sale of deben- 
tures, a sum of £2,000,000 bearing interest ut a rate not 
exceeding 64 per cent. per annum for capital expenditure in 
connection with the electricity supply undertaking, in such 
sums as may be required from time to time for the perlod 
ending December 3ist, 1923. 


ORANGE, N.S.W.—The Municipal Council is taking steps to 
raise a loan of £39,000 to finance an electric lighting scheme 
to serve the town. The plant proposed to be installed includes 
two boilers, with auxiliary equipment, and two 200-kW 
generating sets 


Banff.— Joint ELECTRICITY ScHEME.—Mr. Bell, of Aberdeen, 
in a report to the Town Council. approves of a joint electric ity 
scheme between Banif and Macedufl. For a separate sebere 
he put the cost for Баш at £14,000 and for Macduff at 
£13,500; the cost to the consuiner would also be greater. A 
scheme is to be prepared. 


Bedford.—Revistp CHanGES.—The Town Council has re- 
duced the charge for electricity for heating from 2d. to J4d. 
per unit. In the ease of combined lighting and heating, or 
cooking, no charge will be made for laying services, subject 
to the consumer's agreeing to pay the Corporation in advance, 
а minimum revenue for the first year calculated at the rate 
of £5 per 1,000 watts installed for heating, with a minimum 
payment of £5. In the case of a consumer, whose premises 
are already equipped with lighting, requiring a heating ser- 
vice, such a service will be carried out free of charge, subject 
to the payment of a minimum of £5 per annum. 


Boston.— ELECTRICITY ScHEME.—The Boston Deep Sea Fish- 
ing Co. Ltd., has offered to supply the town and district 
with electricity, and the Town Council has intimated that it 
would welcome such a scheme. At present а provisional 
Order for supplying the town is held by the National Electric 
Construction Co. 


Bromley.—Cua4NGE or SysTEM.—The Bromley Electric Light 
and Power Co. has formally notified the Town Council ot 
Its intention to change the system of supply from 210 and 
420 V а.с. to a.c. at 50 cycles and the same pressures. The 
a.c. System 18 being adopted on account of the difficulty 
experienced in transmission to outlying parts of the com- 
pany’s urea. A new high-pressure main will be laid and a 
number of transformer stations erected. 


Canada.—OreNING OF CHIPPAWA CANAL.—The Chippawa 
Power Canal, which was commenced in 1917, was to 
put into commission on December 28th. This canal is 
123 miles in length and was cut to divert the waters of the 
Upper Niagara into the Welland River. ‘The development 
was described at some length in our issue of October 8th, 
J920 (p. 477). The ultimate capacity will be between five 
and six hundred thousand h.p. 


Cannock.—Loan.—The Urban District Council is applying 
to the Electricity Commissioners for sanction to a loan of 
£36,753 for electricity purposes. 


Cheshunt.—Comrany’s ApPLICATION.—The North Metropoli- 
tan Electric Power Supply Co. has asked the Urban Council 
for its consent to the company supplying electricity to the 
town. 


Continental.— Norway.—The Swedish General Electric Co., 
Ltd.. of Vàsteras, Sweden (Allmänna Svenska  Elektriska 
Aktiebolaget), bas recently completed a large generator, said 
to be larger than any machine of the kind hitherto produced in 
Europe. The generator is intended for the Norwegian 
Government power station, '" Glomfiord," situated at the 
lower end of the Glom Fiord, about nineteen miles north of 
the Arctic Circle. The generator will produce 24,000 kW, at 
300 revolutions, 25 cycles and 15 000Ү. Its length is 7.4 metres. 
ineasured from the turbine flange to the outside edge of the 
feeder; the width 1s 8.4 metres. Including all accessories, the 
Weight is 200 tons. Railway and steamer freights alone ap- 
proached the sum of £2,000, and sea insurance nearly £500. 
Loading into the steamer occupied nearly a week. 

FRANCE.—Application has been made by the Société de Dis- 
tribution d'Electricité/ for a concession to distribute elec- 
tricity in the departments of the Orne, Eure, Eure-et-l aire, 
Mayenne, Manche. and Maine-et- Loire. The extensive net- 
work will be divided into three main portions, each served 
by a separate steam generating station. 

Combinations of groups of rural villages to supply them- 
selves with electricity, with the help of the State subsidy to 
the extent of one-third of the estimated cost, provided һу 
аге. growing in favour jn 
France. One of the latest of such combinations is that of 
Sutrin in the Département de l'Ain. It comprises tweive 
villages, and the scheme is rec Копей to cost some 900,000 fr. 
Power is obtained by agreement from existing companies, and 
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is sold at special rates of 1.50 fr. per kWh for lighting and 
0.60 fr. for motive power. 

The continuous drought which prevailed last year, lasting 
far into December, seriously aílected the hydro-electric indus- 
try in France. The Alpine districts were especially hard hit; 
the volume of the waters of the Rhône and the Danube fell 
off to a great extent. One of the results of the drought was 
increased expenses, hydro-electric companies being forced to 
resort to steam generation. In the Alpine districts the 
Société -Force et Lumiere, the Electricité de la Loire, and 
the Compagnie du Centre had to reduce their supplies, as had 
also: the Union Electrique de l'Ain. The Société du Gaz of 
Lyons registered a daily deficit of more than 70,000 kWh, 
which involved a supplementary eonsumption of coal of about 
100 tons a day. The works of the Port de Fier, in the lsère 
Department, started a little over а year ago with a theoretical 
flow of 60 cubic metres a second, but practically 40 cubic 
metres; it was reduced to 21 cubic metres, and had to resort to 
its steam plant. The drought reduced by one-third the pro- 
duction of the Société Force et Lumière, and an extra expen- 
diture of 600,000 fr. was incurred. The Jonage Company had 
also to resort to steam generation to the extent of 5U per cent. 
of its output. ‘These facts provide much food for thought, 
ihough their weight has been lessened by the general indus- 
trial stagnation. What has happened, however, shows that 
it is necessary to co-ordinate the control of France's water 
resources and to standardise both works and transmission lines. 
' The Société du Sud-Est has already begun to make moditica- 
tions in this direction.—L' Elettricista. 

ITrALY.—'he Rome correspondent of the Morning Post states 
that the Roman Municipal Council has approved the contract 
with the Tivoli Municipality for the utilisation of the Tivoli 
Waterfalls for generating electricity. ‘The scheme has been 
criticised on account of the probable cost, one authority esti- 
mating this at 100,000,000 lire. 

BELGIUM.—The Technical Section of the authority for West- 
tern Flanders has drawn up a scheine for the establishment of 
stations for the supply of electrical energy for lighting and 
power purposes throughout the proviuce. The work 1s esti- 
mated to cost 9,900,00U fr., and arrangements are being made 
to negotiate a first loan of 5,000,000 fr. in connection with the 
undertaking. 

In a recent speech the Governor of the Province of Antwerp 
stated that the preparation of a scheme and plans for supply- 
ing every commune of the province with light and power 
had been entrusted to a group of experts, and that the 
intention was to realise the scheme as speedily as possible. 

The Société d'Electricité du Brabant now holds the con- 
cession for the supply of electrical energy for lighting and 
power purposes to twenty-one smail towns and villages, the 
total population supplied being 110,000. In order to meet the 
increasing demand for power a new 9,000-kW generating set 
is being installed at the power station, and is expected to be 
ready for operation shortly. 

GERMANY.—Up to the present, says the Berliner Tageblatt, 
the great Golpa power works at Bitterfeld, from which Berlin 
receives part of its electricity, has been the largest steam 
power works in Germany. This position, however, will 
shortly belong to the Goldenberg piant of the Rhemisch- 
Westlülisches Electrizitatswerk. The Goldenberg power 
works has, at present, a capacity of about 900,000 kW. Halt 
of this amount is provided by two A.E.G. steam turbine sets 
of 50,000 kW capacity each. The directors of the R.W.E. 
have now decided to increase the Goldenberg-Zentrale by two 
more units with a capacity of 50,000 kW each. These ma- 
chines have been ordered from the A.E.G., and when the 
new plant is in operation the Goldenberg works will have a 
capacity of about 300,000 kW.—Reuter’s Trade Service 
(Berlin). ; 


Connah's Quay.—ELecTRICITY SurPLY.—The Council has 
taken into consideration preparations for a distribution plant 
and other work required to be performed consequent upon the 
North Wales Power Company being constituted authorised 
suppliers in the district. The question of an application for а 
loan in respect of this work is also to be discussed. 


Croydon. — Рр Сохткаст.-Тће Town Council has 
arranged to supply electricity to works in Morland Road at 
2d. per unit for 100,000 units a year, and 14d. beyond, with 
a minimum annual payment of £2,000. 


Dundee.—New CaBLEs.—The purchase of cables at a cost 
of £1,988 has been approved by the Corporation Electricity 
Committee. 


East Lothian.—ErrcrucirY Suprty.—The County Council 
proposes to engage an electrical engineer to report on the most 
feasible and economical scheme for the supply of electricity to 
the county. Negotiations are to be opened with the burghs and 
colliery owners and other probable consumers. There is a 
proposal that Edinburgh Corporation should give a bulk supp!y 
from the new power station at Portobello, leaving the County 
Council and other local authorities to arrange for distribution. 


Edinburgh.—SvcaEsrED. ExniBiTION.—The Electricity Com- 
mittee recently received a deputation from the Electrical 


Contractors' Association urging the arranging of an Electrical | 


Exhibition in Edinburgh prior to the opening of the new 
power station at Portobello. The subject was remittel to a 
sub-committee.  - | | 


Electricity District.—WrsT or ScortAND.—The Electricity 
Commissioners have provisionally determined that the under- 
mentioned area shall be constituted a separate electricity dis- 
trict for the purposes of the Electricity (Supply) Act, 1919, 
that 15 to say :— 

The County of the City of Glasgow; the County of Renfrew. 

So much of the County of Ayr as в included in 
the Royal Burghs of Ayr and Irvine; the, burghs of 
Ardrossan, Darvel, Galston, Kilmarnock, Kilwinning, largs, 
Newmilns and  Greenholm, Prestwick, Saltcoats, Stew- 
arton, and Troon. ‘The parishes of Ardrossan, Ayr, Beith, 
Coylton, Craigie, Dalry, Dalrymple, Dreghorn, Dundonald, 
Dunlop. Fenwick, Galston, Irvine, Kilbirnie, Kilmarnock, 
Kilmaurs, Kilwinning, Largs, Loudoun, Mauchline, Monkton 
and Prestwick, Ochiltree, Riccarton, Stair, Stevenston, 
Stewarton, Symington, Tarbolton, and West Kilbride. 

so much of the County of Dumbarton as is included in 
the Royal Burgh of Dumbarton; the burghs of Clydebank, 
Kirkintilloch, and Milngavie; the parishes of Bonhill, Card- 
ross, Dumbarton, Old Kilpatrick, New Kilpatrick, and Kirk- 
intilloch. 

So much of the County of Lanark as is included in the 
Royal Burghs of Lanark, Renfrew, and Rutherglen; the 
burghs of Airdrie, Coatbridge, Hamilton, and Motherwell and 
Wishaw; the parishes of Blantyre, Bothwell, Cadder, Cam- 
buslang, Cambusnethan, Carluke, Carmunnock, Dalserf, Dal- 
ziel, East Kilbride, Glasgow, Glasford, Hamilton, Lanark, Old 
UN New Monkland, Rutherglen, Shotts, and Stone- 

ouse. 

So much of the County of Stirling as is included in the 
parishes of Baldernock, Campsie, and Strathblane. 

Objections or representations may be made on account of 
the inclusion of any area in, or the exclusion of any area 
from, the district in writing to the Electricity Commission 
not later than December 30th, 1922. It being apparent to the 
Electricity Commissioners that the existing organisation for 
the supply of electricity in the district should be improved, 
they intend to hold a local inquiry into the matter, and any 
body directly concerned with the production or use of elec- 
trical energy within the district may before December 30th, 
1922, submit in writing a scheme for effecting such improve- 
ment in organisation, including the formation of a Joint Elec- 
tricity Authority for the district. Notice will be given of 
the date of the proposed inquiry. 


Glasgow.—NEW Hovses.—Both gas and electricity are to 
be supplied to the houses in the Corporation building schemes, 
the Housing Department paying £20,000 to the Gas Depart- 
ment and £10,000 to the Electricity Department towards the 
cost of installing the necessary mains. There was a sugges- 
tion that some of the houses should form an '' all gas ” area, 
while others should form an " all electric " area, but these 
proposals were withdrawn. 


Harrogate.—Yrar’s WonkiNsG.—The accounts of the Cor- 
poration's electricity undertaking (Engineer: Mr. G. Wilkin- 
son) for the year ended March 25th, 1921, show a total revenue 
of £39,169, as compared with £28,372 in the previous year. 
Working expenses totalled £26,578, as against £18,457, leaving 
a gross profit of £12,591 (£9,915). After payment of capital 
and other charges a net profit of £3,949 remained, this being 
utilised to defray capital expenditure. In 1919-20 a sum of 
£1,195 was expended under this head. The total number ot 
units sold was 2,358,956, and the maximum demand 1,596 kW. 


Hawkshead (Lake District). — PrRoposeED ELECTRICITY 
SCHEME.—AÀs a result of a town’s meeting to consider the pros- 
pects of a local electric light and power scheme for the town- 
ship, a committee has been formed to go into details with a 
view to the promotion of a company or other form of 
guarantee for the capital outlay involved. The estimated 
capital outlay for a scheme of supply within a half-mile radius 
is £750, and technical details were supplied by Mr. Wilkinson, 
of Arnside. 

Ireland.—ACTIVITIES OF A BreLGiaAn Company.—A_ Belgian 
electro-technical company, having for title *' The Irish Over- 
seas Direct Trading and Electric Lighting Association,” has 
just obtained a concession for the supply of electric lighting to 
Blackrock (co. Dublin). Application by the same company for 
a concession to supply lighting and motive energy to the town 
of Dun Laoghaire (Kingstown) is being considered. The com- 
pany proposes to sell electricity to the public at 8d. per kWh 
for lighting, 24d. for motive power, and 4d..for heating pur- 
poses. —Eclairage et Force Motrice. 

Keighley.—I;o4N.— The Electricity Committee recommends 
application to the Electricity Commissioners for sanction to 
borrow £2.000 for the purpose of installing the necessary 
feeders and distributors in the area covered by the Electric 
Lighting (Extension) Order, 1915. The area includes the 
urban districts of Oxenhope and Oakworth. Financial assist- 
ance from the Unemployment Grants Committee is being 
sought. 

Kilmarnock.—ExrrENsioNs.—The Ayr County Council has 
notifiel the Corporation that its objection. to the recent 
electricity extension Order will not hold if the Corporation 
will agree to lay mains in the southern part of the extended 
area if and when the County Council requests it to do so. 
The Kilmarnock Corporation has agreed to this,: reserving, 
however, the right to appeal to the Electricity Commission 
for a decision in cases where such mains are likely to prove 
unremunerative. | 
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Morecambe.—Loax.—The Finance Committee has ap- 
proved tbe Electricity Committee’s recommendation ot 
ап extraordinary expenditure ot &3,UU0 for tne better nghi- 
зд Gl the sea front trom Battery to Dare, and advises appuca- 
пой to the Blectriaity Commissioners. lor power to borrow 
tiis sum. 


Northampton. — Price RepuctioX—Correction. — The 
^ortuanipton Весе Laght & Power Co., Ltd., informs us 
that toe reduction of 4d. per unit is not in tne charge for 
Ag;nung energy (as stated 1n our issue of December ru), but 
ior power. 


Oxted.— ELECTRICITY SupgPLY.—ÀAÀt a meeting of the Council 
a letter Was read trom the Sevenoaks and District Electricity 
Cu., Ltd., stating that the lectricity Commissioners had de- 


uued not to revoke the company s powers of supply in Oxted - 


апа Limpsneld. if a grant in aid of the work could be ob- 
tuned from the State a cable would be laid at once. Lhe 
Council resolved to support the company’s application. 


Perth.— STATE  AssisTANCE.— The Unemployment Grants 
Cecunittee has agreed to refund 60 per cent. of the money 
рыч ш wages to шеп engaged upon tue renewal of a number 
e mains. 


Preston. —ExTENSIONS APPROVED.—The Council has received 
the sunction of the Llectricity Cominission to the extension 
|! the generating station at Deepdale. 


Rugeley.— ELECTRICITY SUPPLY RequireD.—The Urban Dis- 
trat Council has asked the Wolverhampton Corporation 
whether that body is prepared to supply electricity tor hght- 
ing and power to the district. | 


Southwick.—Company’s APPLICATION.— The Shoreham and 
Lustrict Electric Lighting and Power Co., Ltd., gives notice 
4 its intention to apply to the Electricity Comunissioners tor 
ui Urder permitting ıt to supply electricity to places within 
ihe troan istrict of Soutu wick. | 


Truro.— BREAKDOWN OF NEGOTIATIONS.—Asserting that the 
tush prices asked by the Cornwall Electric Power Co. would 
прое a burden upon the ratepayers, the City Council bas 
erosen off negotiations with the company for a supply ot 
«ectrkity to the town. It is stated that the Council will 
now proceed. with a scheme of its own involving the erection 
ul à апор at Newham. 


Warrington.—Loan.—The Electricity Committee is apply- 
Ing to tue Electricity Conunissioners for sanction to the 
borrowing of £4,470 in respect of sub-station gear necessary 
ter adording а supply to the outlying districts. 

Price REDUCTION.—At the January meeting of the Town 
бепе the Electricity Cominittee will. present a resolution 
cor tue withdrawal, as froin December 31st, of the last three 
Wicreases in the price of electricity. The increases which it 
S proposed to withdraw were made in 1920, and total 80 per 
ent. on the cost of energy for lighting and traction and 60 
[ег cent. on the cost of power based on pre-war prices. 


West Bromwich.—Pricr Repuction.—The Town Council 
his decided to lower the charge for electricity for power by 
‚21 per cent. from the December reading of the meters, and 
.ternatively to offer power consumers electricity at the rate 
1 £9 per kW demanded and 14. per unit consumed. The 
wiiting charges remain at 100 per cent. above pre-war 
„barges. 


Wexford.—CONTRACTS ACCEPTED. — The Corporation has 
acepted the tender of Mr. J. J. Stafford to supply electricity 
ir public lighting at 6d. per unit, and a tender of Messrs. 
Fertuson & Bruty, Dublin, for £2,574, for the erection of poles 


uid mains. ; 


Worcester.— EXTENSIONS Approvep.—The Electricity Com- 
тее reports the receipt of a letter from the Electricity Com- 
Iclssioners consenting to the extension of the generating station 
ty the installation of a 3,000-kW set, three boilers and 
sutiliary plant, and by the construction of the necessary 
tuidings. No material departure from the engineering pro- 
posals in connection with the extension is to be made without 
nrst submitting details to the Commissioners and obtaining 
tbeir sanction. 


TRAMWAY AND. RAILWAY NOTES. 


Accrington.— Year's Workinc.—The revenue of the Cor- 
tration tramway undertaking for the year ended March 3lst 
мм was £62,849, as compared with £50,153 in 1919-20. Ex- 
mnditure amounted to £53,426 leaving a gross profit of 
£9423. The net result was a loss of £2,008, comparing 
unfavourably with а deficit of £295 in the preceding year. 


Australia. —Proposrp Ram. way ErrcrRIrICATION.-— The South 
\sctralian Minister for Railways recently said that he had 
‘considered the question of converting to electric traction the 
une running from Adelaide to Murray Bridge. He thought 
tt money would be well spent in obtaining a report regard- 
ng the cost of such a project.—Heuter's Trade Service 
Melbourne). 


MELBOURNE.—The Legislative Assembly has passed a Bill 
autnorising the inauguration. of electric. railess car systems 
in the outer suburbs of Melbourne.—Modern Transport. 

ADELAIDE.—The Melbourne Argus recently reported that 
large additions to the Adelaide Tramway 7rust's plant were 
being made, and that it was expected that the new equipment 
мош De 1D Commission by the end of last year. ‘Lhe 
additions consisted of a 6,000-kW Curtis turbo-alternating set, 
manutactured by the British Thomson-Houston Co., and a 
condenser supplied by G. W. Kelly & Lewis, and made at the 
Melbourne works.--Heuter's Trade Service (Melbourne). 


_Birmingham.—Fare REDUCTION NOT AprroveD.—The ques- 
tion of the possibility of a revision of the tram fares (tha 
minimum fare being 14d.) was considered by the Tramway 
Committee on January 2nd. It was stated that owing to the 
high administrative costs it could not, at present, recom- 
mend any reduction. 


Burnley.—Nrw Cans.—Three of the five new tramcars 
ordered for the Manchester-road system, are being delivered, 
and the remainder will make their appearance shortly. The 
cost of each cur will be almost £4,000, compared with about 
£1,000 before the war. 


Canada.—OvTranio.—Ontario has decided to purchase, at а 
cost of £666,000, the electric railway running from Toronto to 
Guelph which was built by the Canadian Northern Railway, 
and is now part of the Canadian Government system. Тһе 
electors have also agreed to guarantee the bonds of an electric 
railway running eastward from ‘Toronto 30 miles to Bowman- 
ville. The municipalities of the Niagara Peninsula are to 
acquire the Niagara, St. Catharines and Toronto Electrie Rail- 
way, to be operated by the Hydro-Electric Commission of the 
Province.—The Times. 


Edinburgh.—Tramway ELectrirication.—The Tramways 
Committee has decided in favour of the electrification of the 
tramways in Princes Street, and the use of central poles to 
carry the overhead wires. | 


London.— JAPANESE TNsrect ‘' UNDERGROUND ” бүзтЕМ.— 
On December 29th the members of the Japanese delegation 
of business men were invited by the Underground Railways 
Co. to inspect London's trattic system. The party visited the 
Lot’s Road generating station, the Traffic Controller's oftice, 
the lifts, moving stairways, &c., and expressed their interest 
and amazement. At a subsequent luncheon one of the mem- 
bers of the delegation compared the transport systems of 
Tokio and London, and referred to the formation of a сош- 
pany to construct underground railways. He said this com- 
pany was still in its initial stages, and nothing had been done 
so far as construction was concerned. 


Preston.—Stxpay Cans.—At а meeting of the Town Council 
on December 29th, a re-consideration of the auestion of run- 
ning Sunday cars, which had resulted іп a loss of from £10 
to £14 per week, was advocated. It was stated, however, 
that publie convenience must be considered, and & motion to 
refer the matter back was defeated. 


Scarborough.—Cars Continue  RuxNING.—Before the end 
of last year, when the electric tramways should have 
ceased running according to a decision after conferences 
between the company, the Cornoration and the Ministry of 
Transport, further consultations were held in London upon 
three offers for the undertaking. 'The company has accepted 
the offer of a combination of London and Yorkshire tramway 
interests, with the probable addition of some local people. 
Mr. H. Seaton, of the Scarborough Yellow Motor 'Bus and 
Motor Coach Service, has accented an invitation to be manag- - 
ing director of the new concern—in which the public may be 
invited to take shares—and, on receipt of instructions, Mr. 
Moinet, the local tramway manager, continued the service 
uninterruptedly. The new undertaking, whose control is sub- 
Ject only to the approval of a meeting of shareholders of the 
tramway company, will run the cars and the Yellow Motor 
'Buses jn conjunction, developing the service on routes not 
yet covered by the tramways. 


Taunton.—RrvivanL or SystEM SwuGGrFstep.—At а recent 
meeting of the Town Council à number of members advocated 
the revival of the tramway system owing to the alleged inade- 
quaey of the 'bus services. It will be recollected that the 
Taunton Electric Tramways Co. was forced to close down in 
Mav last owing to its inability to рау the price demanded 
bv the Council for electricity. A recent order of the Ministry 
of Transport cancelled the two orders held by the company. 
At the meeting mentioned above the Mayor pointed out that 
to take over and work the system of the company would 
necessitate the obtaining of another order. In the mean- 
time, however. the Council had decided to allow the per- 
manent way to remain in position. | 


W allasey.—Proeosrn Farr ВкЕутвтох.—Тһе Tramwavs Com- 
mittee recommends the re-introduction of penny stages, in 
view of the serious decrease in traffic since the stages were 
shortened and the fares were increased. Other proposals 
are: я discount of twonence in the shilling on prepaid books 
of tickets instead of the present books of thirteen tickets at 
the price of a dozen; workmen's tickets available up to 7.30 
a.m. instead of T a.m.: and the age for children's tickets to be 
fourteen years instead of twelve. 
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TELEGRAPH AND TELEPHONE NOTES. 


Australia. — Winrrkess Opreritors. — Mr. Atlee lunt, 
Federal Public Sefvice Arbitrator, at the Commonwealth Bank 
Building at Sydney, in October, presided as arbitrator in the 
inatter of a claim for improved conditions made by the Radio 
Telegraphists’ Institute of Australasia against the Public 
Service Commission and the Postmaster-General. 

The institute claimed that the minimum salaries per annum 
to wireless operators should be: Administrative officers, Class 
I? (professional division) from £567 in the first уеаг to £693 
їп the sixth year; inspectors and stationmasters in charge of 
continuous stations, Class E (professional division), from 
£443 in the first year to £569 in the sixth; senior telegraphists, 
class 4, апа station masters in charge of non-contimious 
stations, Class F (professional division), £380; telegraphists, 
class 4, grade 2, £355; telegraphists, class 4, grade 1, £280 in 
the first year to £310 in the fifth year; mechanics (general 
division), £304; senior mechanics, £334, and  foremen 
mechanics £364; radio engineers, class E (professional divi- 
sion), £567 in the first year to £642 in the fourth year. The 
hours claimed were 6} hours unbroken, and for broken shifts 
39 hours a week; and that wireless telegraphists should not 
be called upon to perform any duty for a longer period than 
nine hours, except in urgent cases, when double overtime 
should be paid. 

The service was established in 1911 on a clerical basis, but 
suitable men could not be obtained in the publie service, and 
à reorganisation was made on a professional basis. When the 
war broke out the men were transferred from the Postmaster- 
General's Department to the Department of the Navy, under 
which they remained until last year, and it was contended 
that they had suffered a reduction in status during that period, 
which had materially affected their welfare with regard to 
the positions they should now be occupying and the salaries 
they should be drawing. "They had no say in the transfer, and 
being regarded as enlisted persons, could. not initiate any claim 
during the war. 


The Telegraph  Service.—l'onkriíGN Press  TELEGRAMS.— 
The Postmaster-General announces that on and from January 
Ist, Press telegrams at reduced rates for Austria, Jathuania, 
Poland, and Czecho-Slovakia will be accepted at post offices 
on the usual conditions between 9 a.m. and 12 noon, as well 
as between the normal hours of 6 p.m. ара 9 a.m. Press tele- 
grams for Esthonia and Latvia will be accepted between 9 and 
5g a.m. as well as between the normal hours of 6 p.m. and 

a.m. 

Money OnprR Servick.—The telegraph money-order service 
with British Oversea Dominions, Denendencies, &c., was ex- 
tended on January 2nd to Kenya and Uganda. А special 
feature of the service is that the telegrams of advice may be 
sent at the deferred rate, which reduces the telegraph charges 
by one-half. The full-rate service is available for cases of 
special urgency. 


France.—Wireness TELEPHONY.— The French Under-Secre- 
tary for Post, Telegranhs, and Telephones announces that he 
is prepared to receive applications for the installation of the 
wireless telephone on private premises. Over a distance of 
30 miles the cost of a complete station will be about 17,000 tr. 
(approximately £340).—The Times. 


Germany.—Nrw TELEGRAPH Service.—A new service for 
rapid transmission of telegrams is contemplated for all 
Germany. It is to be put on trial between Berlin and 
Hamburg in this month, says the Manchester Guardian. 

“ Lightning wireless " stations will be established in both 
towns. A telegraph message can be telephoned to one of the 
stations. It will be transmitted by wireless to the other, aud 
from there it will be telephoned to the person to whom it is 
addressed. The charge per word is to be 50 marks, with a 
minimum charge of 500 marks for the entire telegram. It. is 
assumed that once the service is in working order it will be 
possible to receive a telegram a few minutes after it has been 
sent. 


Holland.—Canie RiGurs ox Yar.—The heads of the delega- 
tions of the five big powers and the Netherlands have agreed 
to an arrangement by which Holland, as well as the United 
States and Japan, will be given cable rights on the Island of 
Yap.—Reuter’s Trade Service (Washington). 


The Telephone Service.— New WALLASEY ExcHANGE,.—On 
December 3156 a new telephone exchange was opened at 
Wallasey to replace with up-to-date apparatus the existing 
exchange. ‘he new exchange serves the same area as did the 
old one. 


TELEPHONE TO Bass Rock.—Telephonic communication has 
heen established between the Bass Rock, in the Firth of 
Forth, and North Berwick, a distance of four miles. A cable 
was laid by the Government during the war, when the islet 
was in use by the Admiralty, but was later withdrawn. It 
has just been replaced, says the Observer, and is expected to 
prove of valuable service, especially in eases of shipping 
mishaps, rendering necessary the culling out of the lifeboat 
on the mainland. 


CONTRACTS OPEN AND CLOSED. 


. (The date given in parenthesis at the end of the paragra, 
tndicates the issue of the ELECTRICAL REVIEW in which t 
“ Official Notice " appeared.) 


OPEN, 

Australia.— Metsourne.—February 20th. City Counc 
Electricity Department, — One rotary converter with trai 
former, &c. ; 6,000 V switchgear. (City Electrical Engineer.) 

SYDNEY.—April Ath. Electricity Department. Two /— 2.4 
kW rotary converters, and one 10,000 to. 323,000-kK NN. turh 
alternator.* з 

Aylesbury.— Electricity Department. One 300-K VV co 


` verter, With e.h.p. and Lp. switchgear. (See this issue.) 
Belgium.—January 17th. Municipal authorities of Schae 


beek. Supply and installation of a system of internal tel 
phone communication in the various offices of the municip 
building. Specification from the Caisse Coninunale, Schae 
beek, Brussels, 

January 3lst. For the establishment of a central electi 
city generating station and a system of high and low-pressui 
distribution mains, for the Intercommunale d'Electricité de . 
Province de Namur. Particulars from M. Desiré Marti 
Echevin, Rouge (Namur). 

Chile.—Tebruary 4th. State Railways. Twelve wim. 
mills, complete: one electric compressor; one air-storage drur 
and d.c. motor; 1,300 metal-tilament lamps for lighting loc 
motives; 38 wall telephones.* 

East Ham.—January | 12th. Electricity Department 
One 1,500-kW converter, either rotary or motor type; е. 
and l.p. switchgear and connectors. (December Brd.) 

Edinburgh.—January 19th. Corporation. Electric light 
ing installation at the Public Wash-house, Causewayside. Cit 
engineer. 

France.—]anuarv 15th. French Post and Telegrap! 
authorities, Paris (Rue de Rennes). 300 vacuum tube larp 
of 1-kW capacity for use in connection with the wireless tele 
graphy service. Particulars from 5, Rue Froidevaux, Paris. | 

India.— Mapras.—February 20th. Corporation, — Variou 
paper-insulated, &c., cables already detailed here. Specifica. 
tions and forms of tender (4s. per set) from the Publisher 
ELECTRICAL REVIEW. (December 3154.) | 


Leeds.—January 12th. Electricity Department. Single 
phase wattmeters for 12 months (minimum 2,000). (Decem. 


ber 91st.) 

Maldens and Coombe.—]anuary 10th. 
Council. Two 10-b.h.p. horizontal electric motors, startin- 
gear, &c. Also electric lighting installation at Blakes Lan 
pumping station. Mr. R. H. Jeffes, engineer and surveyoi 
Municipal Offices, New Malden. 

Newcastle-under:Lyme,—January 17th. 
ply Department. 600 yd. Л, .035, .1 Lp. lead-covered ste 
armoured distributor cable. (See this issue.) 


New Zealand. — WELLINGTON. — February 24th. Publi: 
Works Department. Three 11,000-V reactances complete, fo 
the Lake Coleridge electric power scheme.* 


South Afrita.—PreToria.—February Ist Publice Works De. 
partment. Conduit and conduit fittings. Electrical Engineer 
lublic Works Department, Pretoria.* | " 

Port ELizankTH.—January 31st. Municipal Council. Ten 
ders for electrical plant.* | 

Spain.—Mapkip.—Direction of Posts and Telegraph.—Sup" 
ply of Hughes apparatus to the value of 350,000 pesetas.—, 
Reuter’s Trade Service (Madrid). i 


*A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


Urban Distric 


Electricitv Sur 


E д 


CLOSED. 

Bedford.—Town Council. Accepted:— 

One 1,500-kW turbo-alternator, with circulating pumps, ќе. (£17,970). M 

C. A. Parsons & Co., Ltd. ? 

Belgium.—Seven firms submitted tenders to the Belgiar’ 
military anthorities in Brussels for the supply of seven electric 
motors for the military hospital at "Tournai, the lowest beim 
that of W. Wilford, of Brussels, who quoted 4,900 or 6,700 fr. 

Mansfield.—The Board of Guardians has appointed the 
Mansfield Engineering Co. as electricians for the ensuing 5S 
montlis. 

New Zealand.—The Government has accepted tenders 
from British firms for the installation of a £100,000 hydro- 
electric plant for à system which is to supply Wellington and. 
district. Further tenders are still under consideration, says! 
the Prime Minister (Mr. Massey). American and Swedish’ 
firms competed. 

Stirling.—Town Council has appointed Henderson Bros. 
as electricians for the ensuing year. 


Warrington.—Education Committee. Accepted:— i 
Cables.—-British Insulated & Helsby Cables, Ltd. \ 
Subestation switchgear.—British Thomson-Houston Co., Ltd. 


— ae = . a 


Ас. and d.c. motors.—S. G. Leach & Co. _ i 
Teansiormers.— Fuller Electrical & Manufacturing Co, Lt. { 
| 
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Sallord.—Tramways Committee. Car accessories for 
three months to March 3136, 1999. Accepted :— 


Cable and lamps.—Power & Lighting Supplies Co., Ltd. 
Cable connectors, &c.—L. Andrew & Co. 
Armature and field coils.—Barratt & Thornton. 
Insulating varnish.—Griffiths, Bros, & Co. (London), Ltd. 
l.umps.—British Insulated & Helsby Cables, Ltd. 
Carbon brushes.—]. Eades. 
oe and commutator segments.— Metropolitan-Vickers Electrical Co., 
td. 
Brake blovks.—National Railway and Tramway Appliances Ca., Ltd. 
Troiley head slippers.—British Insulated & Helsby Cables, Ltd. 
Trolley heads.—G. W. Alsop. 
Gears and pinions.— British Hele-Shaw Patent Clutch Co., Ltd. 
Electricity Committee. Accepted :— 
: Safety valves for superheaters.—J. Musgrave & Son, 


set of fire bars sliding bottoms for front and rear end of stokers.—Under- 
feed Stoker Co., Ltd. 


FORTHCOMING EVENTS. 


Royal institution of Great Britain. —Christmas Lectures on * Electric Waves 
and Wireless Telephony," by Prof. J. A. Fleming, F.R.S., at Albemarle 
Street, Piccadilly, W. At 3 p.m. Saturday, January 7th, “ Electric 
Waves "; Tuesday, January 10th, ** Wireless Telephony," 

Model Engineer Exhibition.—S:turday, January 7th to January 140. At 
the Royal Horticultural Hall, London, S.W. Exhibition of small power 
engineering models, tools, scientific apparatus, wireless apparatus, Xe. 
From 12 noon to 10 p.m. daily. 

Institution of Electrical Engineers.— Informal mecting. Monday, January 
9th. At che Institution, Victoria. Embankment, S.W. At 7 pm. Dis- 
cussion on *' Co-operative Advertising in Relation. to the Electrical In- 
dustry,” to be opened by Mr. J. W. Beauchamp. 

Thursday, January 12th. At the Institution, Victoria Embankment. At 
6pm. Exhibition of the following kinematograph films :—'* Investigations 
snd Tests on High-tension Switchgear,” by Mr. P. Torchio, with explana- 
tory notes by Dr. С €. Garrard. '* Telephone [Inventors of To-day ” and 
“ Electricity in the Home," exhibited by Mr. F. Gill. 

(North-Eastern Centre).— Monday, January 9th. At Armstrong Col- 
lege, Newersile-on-Tyne. At 7,15 p.m. Paper on *''Induction. Type 
Synchronous Motors," by Mr. L. H. A. Carr. 

(Scottish Oentre).—Tuesdaiv, January lOth. At the North Pritish 
Station Hotel, Edinburgh, At 7 pm. Paper. on " Induction Type 
Synchronous Motors," by Mr. L. H. A. Carr. 

(North-Western Centre).—Tuesday, Jaruary 10th. At the Engineers? 
Club, Manchester, At 7 p.m. Paper on ©“ Telephone Line Work in 
the U.S.A." by Mr. E. S. Byng. 

($outh-Midland Centre).—Wedneday, January ith. At the. Univer- 
sity, Birmingham. At Ф p.m. Paper on * The Cvc-Arc. Process of Auto- 
matic Electric Welding,” by Mr, L. J. Steele and Mr. H. Martin. 

(Teee-Side Sub-Centre).—Wednesday, January llth. At Middlesbrough. 
Paper on * Induction Туре Synchronous Motors," by Mr. L. H. А. Carr. 

National Association of Supervising Electricians.— Tuesday, January 10th. 
At St. Bride’s Institute, Bride Lane, К.С. At 6.45 p.m. Lecture on “A 
Talk Round the Thermionic Valve," by Major T. Vincent Smith. 

Roentgen Society.— Tucsday, January 10th, At the Institution of Electrical 
Engineers, Victoria Embankment, W.C.2. At. 815 p.m. — Ordinary 
meeting. 

institution of ‘Civil Engineers.—Tueslav, January 10th, At the Institution, 
Great George Street, SW. At 6 p.m. Papers on * Control of Trains іп 
Relation to. Increased Weight and Speed Combined with. Reduced Head- 
wav” by Mr, AL W. Rendell, and '* Trials in Connection with the Appli- 
cation of the Vacuum-Brake for Long Freight Trains," by Sir H. Fowler 
and Mr. Н. N. Gresley. 

Students’ Meeting. Wednesday, January Ith. At the Institution, 
Great George Street, S.W. At в p.m. Lecture on “The Economic 
Aspects of Various Methods of Power Transmission," bv Mr. E. W. 
Monkhouse. 

Association of Engineers-in-Charge.—Wednesdayv, January lth. At St. 
Bride's Institute, Bride Lane, E.C. At 7.30 p.m. Paper on ** Machinery 
for the Production and Refining of Edible Oils for Margarine," by Mr. 
B. P. Flockton. 

Industrial League and Council. — Wednesday, January 11th, At Caxton Hall, 
S.W. Ac 7.30 p.m. Lecture on ‘SA Fair. Day's Work for a Fair Day's 
Рау,” by Mr. R. Stelling. 

Paisley Association of Engineers.—Weiinesdiy, January lth. At the 
Y.M.C.A. Buildings, 25, Hiph Street. At 7.30 p.m. Paper on * Hints on 
the Organisation of Small Shops," by Mr. R. W. Dodson. 

Liverpool Engineering Society.—Wednesday, January llth. At the Roval 
Institution, Colquitt Street. At 8 p.m. Paper on '' Wireless Telegraphy 
in the Mercantile Marine," by Capt. J. A. Slee, R.N. (retired). 

Optical Soolety.—Thursday, January 12th. At the Imperial College of 
Science, South Kensington. At 7.30 p.m. Ordinary meeting. А 
Cheitmeford Engineering Soolety.—Thursday, January 12th. At the East 
Anglian Institute of Agriculture, At 7 p.m. Paper оп “ Production 

Records," by Mr. H. Church. | 

Mancheeter Wireless Soolety.— Thursday, January 12th. At the Albion 
Hotel, Piccadilly, At 8 p.m. Paper on ** The Electric Arc," by Mr. J. 
С. А. Reid. 

Junior institution of Engineers.—Fridav, January 13th. At Caxton Нап, 
SW. At 8 р.п. Lecturette, © Artificial Ice," by Mr. E, C. West. 

(Midiand $Section).—lucslav, January 10th. At the Birmingham 
Chamber. of Commerce, New Streets At ¢ p.m. Paper on '* Drop 
Forgings,” by Mr. J. Fearn and Capt, F. W. Spencer. 

Edinburgh Electrical Soclety.—lridav, January Mth. At the Philosophical 
Institute. At S8 pan, "X. Chat on Storage. Batteries," by Mr. L. 
Brookman. 


THE "ELECTRICAL REVIEW" SERVICE 
DEPARTMENT. 


To enable us to complete our replies to queries received this 
week, we need the names of manufacturers or suppliers of : 

Steel cable troughing. 

The `* Orso "' electric iron. 

The '' TRIUMPH FocusLiTE " for photographic and lantern 
work. 

Swan-neck brackets with porcelain back plates. 

Actual makers of fancy wood turned and carved table 
and floor lamps, also brass and wood turned caudle- 
sticks (American inquiry). 

Unique " two-way switches. 


NOTES. 


The Electrical Engineers’ Ball, 1922.—1t will be remem: 
bered that the Electrical Engineers’ Ball was revived last year 
after seven years’ suspension during the period of the war. 
It was held in February, and was a complete success, estab- 
lishing a new record. 1t is hoped, however, that this year's 
even, now that the Ball has been completely restored to its 
normal place in the engagements of the season, will be a 
still greater success. It is to be held at the Hotel Cecil on 
Friday, February 10th, and we give below the names ot the 
strong and representative comunittee that hus the arrange- 
ments im hand. ‘lhe Electrical Engineers’ Ball bas always 
stood for at least two good things. First, it affords an oppor- 
tunity for electrical engineers und tbeir friends. to meet 
under social conditions Which are entirely different from those 
obtaining in any other function of the season; secondly, 
апу surplus revenue is devoted to the I.E. E. Benevolent Fund 
and the Electrical Trades Benevolent Institution. These are 
two motives which should ensure a very ready response, but 
there is also the memory of some of the twelve pleasant 
functions of the kind which counts for much, and doubtless 
will influence many to repeat their happy experiences of the 
past. 

It mav be mentioned that the Licensing Regulations permit 
of supper being held this year at 11.30 p.m. This will be 
an improvement on last year, while in all other respects 
there is every promise that the entertainment will be fully 
up to last season's standard. ' 


GENERAL COMMITTEE. 


G. L. Addenbrooke. J. J. MeGreyor, C.B E. 
H. Alabaster. H. Г. 5. Mchav. 

H. Allcock. Р. V. McMahon. 

L. Andrews. W. L. Madgen. 

L. B. Atkinson. W. Lee Matthew s. 

O. H. Baldwin. E. W. Moss. 

Geo. Balfour, М.Р. Lee Murray.” 

J. H. Bowden. Г. H. Nalder, 

E. G. Byng. мг Wm. Noble. 

Sir T. О, Callender. Col. W. A. J. O'Meara, 
R. A. Chattock. G. W. Partridge. 

A. С, Cramb. T. Petersen. 

A. J. Cridge. F. Pooley. 

P. F. Crinks. P. J. Pybus, С.В.Е. 
Sir James Devonshire, K.B.E. M. J. Railing. 

T. C. Elder. L. L. Robinson. 

Н. W. Fairman. P. F. Rowell. 

Dr. S. Z. de Ferranti. W. Rutherford. 

E. J. Fox. C. E. Saver. 

E. A. Gatehouse. Н. Scholey, C.D.E. 
F. Gill. S. Sharp. 

Jas. Gray. H. C. Siddeley. 

J. P. Gregory, A. M. Sillar. 

A. E. Hadley. Sir John Snell. 

F. В. О. Hawes. C. P. Sparks, С.К. 
J. S. Highfield. G. Sutton. 

C. W. hill. C. D. Taite. 

H. Hirst. Capt. G. Taylor. 

P. V. Hunter, C.B.E. James Taylor, J.P. 

Sir J. Kemnal, K.B.E. J. М. G. Trezise. 

J. E. Kingsbury. Capt. R. J. Wallis-Jones, O.BLE. 
H. M. Leaf. A. Н. Walton, 

W. 5. Lonsdale. David Wilson. 

A. R. McCallum. С. Н. Wordingham, С.В. К. 


Executivk СомміттеЕ.—О. Н. Baldwin, E. J. Fox, J. Е. Kingsbury, W. S. 
Lonsdale, P. V. McMahon, А. M. Sillar, C. H. Wordingham, C.B.E., R. J. 
Wallis-Jones, O.B.E., A. H. Walton. 

Hon. SECRETARIES: А. M. Sillar, W. S. Lonsdale. 

Ном. TkrascukR : J. E. Kingsbury, 


Correction.—In the course of '' Electrical Notes from 
India," published in the BE LectricaL Review for October 
alst, 1921, it is stated on page 249 in the paragraph relating 
to the streams flowing down the Nilgiri Hills to the plains, 
that the hydro-electric scheme under which power is sup- 
plied to the Government  cordite factory was the 
first of several large schemes to be carried out by the Tatu 
Company. Mr. J. Ellis Jones, M.I.E.E., &c., Electrical En- 
gineer I/C, writing from the Cordite Factory, Hydro-Electric 
Station, Nilgiries, S. India, asks us to correct this statement. 
He says:—'' Messrs. Tata & Co. had no connection with the 
scheme; it was carried out by the General Electric Co., Ltd., 
of Salford, Manchester, in 1901, and both the power house 
and the electrical plant of the cordite factory for the Govern- 
ment of India.” 


Appointments Vacant.—I:lectrical inspector of mines 
(Rs. 1,200 a month), for the Indian Mines Department; switch- 
board attendant, for the Borough of Nelson Electricity Depart- 
ment. (See our advertisement pages to-day.) 


Sterilising Milk Electrically.—Mr. T. W. Simpson, a 
North Perth (West Australia) milk purveyor, lias recently 
been experimenting with the sterilisation of milk by elec- 
tricity, and has applied for а provisional patent for a process 
which he claims will sterilize milk with great rapidity at a 
small cost, and without affecting its digestible qualities. 
With a small working model he gave a demonstration in 
October last at the Department of Public Health, the Govern- 
ment Bacteriologist and Pathologist (Dr. Shearman) supply- 
ing a sample of milk known to be heavily infected with bac- 
teria. A portion of this milk was treated by the process and 
was afterwards submitted to bacteriological examination, and 
though it was not found to be completely sterile, the result 
was sufficiently promising to warrant further investigations. 
Arrangements are therefore being made for a further test with 
a larve plant which Mr. Simpson has installed at his own 
milk depot. 
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Taxing Electric Motors.—Wohat are described as exorbi- 
tant sums are being demanded in the form of taxes from the 
users of electric motors m Dundee. Hitherto the users of 
these motors, numbering about 200, and varying from a 
tracticnal horse power to ten horse power, were exempt trom 
taxation. ‘They were much surprised, therefore, to receive 
documents from various rating departments claiming assess- 
ment upon the motors, which in some cases will, 1n the course 
of a few years only, exceed the total amount paid tor the 
machines. A specimen of the new taxauon is given by The 
Dundee Advertiser as follows :—A Gne-horse electric motor 1s 
used by a tradesman in a comparatively small way of business. 
The Inland Revenue authorities send in a yearly valuation 
of £1 s., and claun 6s. assessment vearly under Schedule A; 
the Parish Council follows up with an assessment of 4s. 11d.— 
Ys. 54. as owner and Ys. бі. as cecupier; and finally comes 
the city taxation authority and demands 4s. 10d. as occupier 
and 1s. 7d. as owner—dd. in this case being added for water. 
Thus а sum of 17s. 4d. annually is claimed as taxes upon a 
tiny motor used only occasionally by the owner. ‘The taxation 
of course Increases pro rata according to horse power. 

According to an otficial, the new svstein of rating was pro- 
vided for under Section 42 of the Lands Valuation (Scotland) 
Act, 1854, as amended by Section I. of the Lands Valuation 
Amendment Act, 1002. According to these Acts all machinery 
"for the purpose of producing or transmitting first motive 
power is heritable,” and thus electric motors come within the 
taxable ambit. ‘The rateable charge on these machines is 
3s. 43d. per £l valuation on owners and 75. on occupiers. 
It was only last year that.a survey of the city was nade with 
the object of ascertaining all those who used electric motors, 
and the taxation was imposed for the first tine this year. 
It is said that the attitude of à number of electric motor 
users in Dundee is that rather thun pay the tax they will 
get rid of the motors. . 


Australian Standardisation Schemes.—Proposals for work 
considered by Mr. G. Н. hnibbs, director ої the Institute of 
Science and industry, to be of fundamental importance to the 
Australian engineering industries have been placed betore him 
by representatives of the Australian Institution of Engineers. 

A commencement has already been made in standardising 
work, the Institute having issued standard specifications tor 
Australia for railway rails, tramway rails, and for steel used 
for constructional purposes; but in order that it may be 
developed and carried on in a comprehensive and systematic 
manner it is necessary that some representative organisation 
should be established to direct the movement. It 1s proposed 
to hold a special Engineering Standards Conference in Mel- 
bourne in kebruary, when representatives of the Institute of 
Science and Industry, the Australian Institution of Engineers, 
the Australasian Institution of Mining and Metallurgy, and 
the Australian Chemical Institute will consider a definite plan 
for establishing an Engineering Standards Committee. 


Fatality —John C. Young, a labourer, while finishing 
work on an electric crane at the works of Messrs. Babcock 


and Wilcox, Renfrew, overbalanced and caught hold of a 
"live" wire. He received a severe shock, und death was 
instantaneous. 


Electric Furnaces in Canada.—According to the Electrical 
News (Canada), the Department of Mines of the Dominion 
Government has issued а folder dealing with the metallurgical 
works of the Dominion, giving a list of the users of furnaces, 
their type, &c., which shows that there is a goodly number of 
electric furnaces in Canada, including 21 in Quebec (the 
largest being of 7-ton and the smallest of l-ton capacity); 
02 in Ontario (the largest being of 6-ton and the smallest 
of ¢-ton capacity); two 2-ton furnaces in Manitoba; and five 
in British Columbia (the largest being of 6-ton and the 
smallest of l-ton capacity). A tin smelter is also operated 
by Electro Tin Products, Ltd., of Brantford, Ont., where one 
Cobb 2-ton electric furnace 1s used. 


Radium in England.—It is reported that  pitch-blende 
deposits have been discovered in Devon and Cornwall. Too 
little of the ore has been assayed to enable an opinion to be 
formed as to the commercial possibilities of radium extrac- 
tion, but views of experts appear to be favouraübie. 


A Kinematograph Exhibition.—The closing of the winter 
term at the Finsbury Technical College was marked by an 
original and most interesting kinema lecture, given on De- 
cember Yth before the entire stall and dE of the Engi- 
neering Faculty. The chair was taken by Mr. J. Н. Catterson- 
Smith, chief. electrical lecturer. The film e projector were 
very kindly loaned by the British Thcmson-Houston Co., Ltd., 
Rugby, and showed the manufacture at Rugby of a B. Т. H. 
Curtis turbo-alternator, illustrating step by step the various 
processes in the manufacture of both turbine and alternator, 
until the complete set is seen running under working con- 
ditions. The film included scenes in the manufacture of a 
40,000-h.p. turbo-alternator, the largest power unit yet con- 
structed in Great Britain. 

At the close of the lecture the Chairman thanked Mr. B. E. 
Williams, third vear electrical student, for his efforts in bring- 
ing about what had been a most instructive and interesting 
afternoon. He also expressed thanks to the British Thomson- 
Houston Co., Ltd. It is hoped that the college will purchase 
& projector of its own during the present session. 


The Stifíness of Poles for Overhead Transmission Limes. 
-— Юккатем.—Јп the article on p. 9 of this. issue, fourth line 
from foot of. first column, the expression Фла should 
read “41.6.7 ШҮ MA 


A Heart Beat Retordér.—Perléction of a device which 
will record the sound of a human heart or a heart beat on 
а steel. wire, from which it can be accurately reproduced 
at any time, is announced by the United States Bureau of 
Standards. The work was undertaken at the request oi the 
army medical service, which explained that permanent records 
of unusual conditions of heart and lungs were desired for 
clinical instruction. The deviee comprises the use of an ordi- 
nary telephone transmitter and a stethoscope, the current 
generated bv the beat of the heart being ^" amplified and 
impressed on a steel wire telegraphone which has the different 
sounds impressed upon its spool of wire in the form of varving 
degrees of magnetisation."—T. and T. Age. 


Fire.—Damage estimated at £5,000 was caused by fire 
recently at the premises of Messrs. McCosh & Devine, elec- 
trical, motor, and general engineers, 57, Peel Street, Bridge- 
ton, Glasgow. 


Portsmouth Dockyard Fire.—Several thousands of 
pounds’ worth of damage was done by a fire at Portsmouth 
Dockyard early on December 27th. The motor test room and 
the armature repair shop, which contained valuable appara- 
tus, were burned out, but the adjoining workshops were saved 
after a three-hours' fight, says the Daily Mail. 


Concert.—The first annual Bohemian concert of the 
Melby Sports Club (P.O. Engineering Department) is to be 
held at the Talbot Restaurant, London, on January 14th. The 
headquarters of the club is Р.О. Telegraphs, Moorgate Street 
Buildings, London, E.C. Mr. С. W. Judd, of 17, Clacton 
Road, W althamstow, E.17, is acting as concert secretary. 


INSTITUTION NOTES. 


Institution of Electrical Eginer: — COMMEMORATION 
MbetinG.—ror the purpose of commemorating the frst meet- 
ing ot the Scciety or Leiegraph Engineers, which was heid on 
fevruary 2th, 48/2, the Council ot the Institution of Klec- 
trical togineers (originally the Society of telegraph ngi- 
neers), 15 arranging tor the following institution tunctions to 
be heid on dates approximately corresponding to that of the 
original meeting :— 


Tuesday, February 21st, at 4 p.m.—Popular lecture (admis- 
sion by ucket, a limited “number of seuts being reserved tor 
guests) by frofessor J. А. Fleming, F.R.S., on ; Michael 
raraday and the Koundations of sulectrical seats d 


Tuesday, February 2let, at 7 p.m. (for 7 
dinner at the Hotel Cecil. 


Wednesday, February 22nd, at 8.30 p.m.—Professor Fleming 
will repeat his lecture of the previous day. 


Thursday, February 23rd, from 4 to 6 p.m. and from 8 to 10 
p.m.—A number of members of the Institution and others 
closely connected with the early development of electrical 
engineering will give short discourses on their reminiscences 
and experiences during the early history of the electricity 
supply industry. ‘lhe speakers will deal with matters of 
scienufic and technical interest, and also with the ettect of 
legisiative action on the progress of the industry. 

ihis is only a preliminary announcement, and full parti- 
culars will be published later. 

KiNEMATOGRAPH EXHIBITION.—An an ordinary meeting of 
the Institution, on ‘lhursday, January 12th, the following 
kinematogt aph films will be exhibited: '' Investigations and 
‘Tests on High-tension Switchgear,” by Mr. P. lorchio, with 
explanatory notes by Dr. C. C. Garrard; ' Telephone Ìn- 
ventors of l'o-dav," exhibited by Mr. P. Gill; “The Audion,” 
exhibited by Mr. F. Gill; and, if time permits, '* Electricity in 
the Ноте,’ exhibited by Mr. F. Gill. | 


SUMMER MEETING.—Arrangements are being made for a sum- 
mer meeting to be held at Glasgow and the Western Highlands 
in May or June next. ‘The programme will be similar to the 
one that was arranged for the meeting which was to have 
been held last year. 


BiBLIOGRAPHIES OF SPECIAL SUBJECTS. —Members who have 
compiled bibliographies or reference lists of special subjects 
are invited to send particulars of them to the secretary, the 
intention being to keep a note of all such bibliographies and 
lists in the ansutution. dibrary, with a view to making it 
possible for members desiring information on particular sub- 
jects to be put into communication with those in a position 
to supply it. When it is possible to present to the Institution 
an actual bibhography or list, or a copy of it, the Council 
would greatly appreciate the gift, as the utility of the arrange- 
ment would thereby be greatly extended. 

PREMIUMS FOR STUDENTS’ ParER3.—in future a maximum of 
six students’ premiums of £10 may be awarded each year. 
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Ѕсоттізй CENTRE.—An ordinary general meeting will be held 
on January 10th, at 7 p.m. А paper.on " Induction-Type 
Synchronous Motors " wil] be. read by Mr. L. H. A. Carr. 

The committee has decided. to resume the annual dinners, 
which have not been held since 1913. The function has been 
fixed for February.28th, at the Grosvenor Restaurant, Glasgow. 
Tickets (price 17s. 6d. each, exclusive of wines) may be 
obtained either from, the hon. secretary or Mr. W. L. 
Winning, 166, St.. Vincent Street, Glasgow. 

Edinburgh Electrical Society.—3t a meeting held on De- 
cember 23rd, Mr. Ð. S:. Munro presided... A lecture on 
“Watts on. wheels (Automobiles and Accumulators) " was 
delivered by Mr. E. O. Catford. ‘I'he lecturer described in 
detail the action ‘and construction of automobile accumulators. 
The lead and the '' Edison ” cells were compared, and dia- 
grams of their respective performances submitted. Battery 
accessories and systems of automobile wiring were discussed, 
and the lecture was illustrated by many pictures of electrical 
gear applied to road traction. and lighting purposes. 

Finsbury Technical College Old Students' Association.— 
A smoking concert will be held at the Engineers’ Club, W., 
o January 27th. The chair will be taken by the president 
(Mr. W. G. Head, M.I.Mech.E.) at 8 p.m. Mr. L. M. Clark, 
ALC., has kindly undertaken the arrangement of the musical 
programme. The committee has arranged for an informal 
dinner. The hon. sec. should be notified seven days before- 
hand.. Early application for tickets (orice 2s. 6d. each) should 
be made to members of council or to Mr. Н. P. Guy, hon. 
secretary. 


——— І . 


OUR PERSONAL COLUMN. 


The Editots invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the. ELECTRICAL. REVIEW posted as to their 
movements. 


As he is forming a company to acquire the Beachley Power 
Station, from which it is proposed to supply power for indus- 
trial purposes throughout the adjacent b'orest of Dean coal- 
teld, Мг. W. T. Kerr, the electrical engineer to the Hereford 
Corporation, has sent his resignation in to the City Council. 
Xr. Kerr will be leaving Hereford in about two months’ time. 
The Dutch Electrical Engineers, representatives of whom 
usted Hereford in May last, have sent a message of cordial 
appreciation to Mr. Kerr for the reception given to them 
on that occasion. . | 

Mr. WiLLtAM BLoGe, who has been district manager for the 
Sterling Telephone Co. for the past seven years (five in New- 
castle and two in Cardiff), announces that he has left the 
company to join the staff of the North British Engineering 
Equpment Co., Milburn House, Newcastle-on-Tyne. Mr. 
Blogg, who is closely interested in telephone and signalling 
apparatus and in the sale of general electrical supplies, will 
shortly be taking up residence in the North of England. 

Мк. LIONEL JENKINS, of Bury St. Edmunds, engineer to 
the West Suffolk County Council, who has been appointed 
borough engineer of Newport (Mon.) at a salary of £1,000 
pr annum, will be remembered in connection with the con- 
struction of the Middlesex light railway and tramway system. 

Mr. P. M. RoniNsoN, M.I.E.E., A.M.I.Mech.E., was re- 
cently appointed general manager of the Eastern Smelting 
Co., Ltd., with headquarters in Penang, F.M.S. He still 
retains his connection with the Malacca Electric Lighting Co., 
Ltd., to which he acts as consulting engineer, as well as 
being chairman of the board of directors. 

Mr. Ernest Моврнү, son of Councillor H. Murphy, of Padi- 
ham, has been appointed to the. newly-created position of 
assistant general manager of the mechanical, ‘electrical, and 
roadway departments of the United Traction Co., Albany, 
N.Y., U.S.A. Mr. Murphy has been equipment superinten- 
dent for the company since 1917. He will now co-ordinate 
the technical engineering work of the concern under one head. 
Mr. Murphy secured his oa in electrical and mechanical 
engineering at Manchester iversity. He began his career 
with the London Metropolitan Railway, and was connected 
with the electrification of London tramways. His first posi- 
ton m the States was with the Chicago Elevated Railways, 
where he specialised in automatic control. Subsequently he 
was appointed superintendent of the electrical department of 
the Inter-Borough Rapid: Transport Co., New York. 

_ Few men in the electrical contracting department of the 
industry are better known: than Mr.. LEONARD G. Tare, the 
secretary of the Electrical Contractors’ Association (Incorp.). 
It is nearly seventeen years ago (February, 1905) since he 
accepted the position of hon. secretary to the Association, 
Which had been incorporated in the previous year. He held 
that honorary position until November, 1918, when he sold his 
Interest in’ the electrical contracting business known аз 
Leonard С. Tate & Со. (under which title he had traded from 
1894), and became whole-time secretary of the Electrical Con- 
tractors’ Association (Inc.) and its Allied Associations. Mr. Tate 
joined the London Electrical Contractors’ Association in 1909, 
and from then to the date of incorporation was on the govern- 
ing body of that Association. In 1914 the London Electrical 
Masters’ Association was formed to deal with labour questions 


which the E.C.A. could not discuss, and he held the secretary- 
ship of that Association until the National Federated Electrical 
Association was formed, which federated all the local Masters’ 
Associations that had been formed for a similar purpose. His 
career in the electrical industry began when he joined the 
firm of Pilsen Joel & General Electric Engineering. Co., Ltd., 
in Kentish Town, in February, 1883. He was engaged in the in- 
candescent lamp department first under the late Mr. Margary, 
and afterwards with the late Mr. Chas. Robertson, who gave 
his name to the Robertson lamp later manufactured by the 
General Electric Co., Ltd. In July, 1884, Mr. Tate was offered 
the position of manager to the incandescent lamp department 
of the Schuyler Electrical Co., of Hartford, Conn., U.S.A., and 
spent five years in the U.S.A. with that company, the 
Thomson-Houston Co., of Lynn, and other manufacturers. : It 
was in the autumn of 1889 that Mr. Tate became an Associate 
Member of the Institution of Electrical Engineers, and he has 
been a member continuously ever since. In the autumn of 
1559 he also joined the Brush Electrical Engineering Co., Ltd., 
and was engaged in the estimating department under the late 
Mr. Dawbarn, and remained with that company until July. 
1892, with the exception of six months spent in the U.S.A. In 
July, 1592, Mr. Tate joined Mr. Geo. Leslie Fuller, and they 
traded together as electrical contractors under the nsetne of 
"Fuller & Tate " at 20, Bucklersbury, E.C. This firm was 


Elliott & Fry] (London. 


MR. LEONARD G. TATE. 


dissolved in 1594, and from that time Mr. "Tate traded as 
Leonard G. Tate & Co. until 1915, when, as already stated, he 
gave whole-time attention to association interests. Mr. Tate 
may be regarded as an expert of tne first rank with regard to 
the manifold problems that have arisen affecting electrical 
contracting interests, and that branch of the industry owes 
much to his unfailing activities in its behalf. 

After 15 years as advertising manager of The Electrician, 
Mr. W. E. Warritow, A.M.I.E.E., severed his connection 
with that journal on December 31st. He entered the industry 
in 1894, and though trained in municipal electricity supply 
and manufacturing, he showed a natural bent for journalism, 
and has been identified with the electrical Press since, 1908. 
Since 1906 he has been with The Electrician, at first on 
editorial work and subsequently in organising and managing 
the advertising department. So long ап association with 
journalism has made him a wide circle of friends, and they 
will be interested to know that he contemplates applymg his 
experience on the agency side of the industry. His definite 
plans will be announced later, but in the meantime he 1s to 
be found at the Engineers' Club, Coveniry Street, London. 


New Year Honours.—In the list of New Year Honours 
announced on Monday last a baronetey is conferred upon 
Hugh Reid, Esq., chief managing director and deputy chair- 
man of the North British Locomotive Co, Ltd.; Prof. W. A. 
Herdman, past president of the British Association, receives 
the honour of knighthood, as does also Mr. Alexander Richard- 
son, M.P., of Engineering, Ltd. Мг. F. J. Brown, head of 
thé Telegraph Branch of the G.P.O., is appointed С.В, (Civil 
Division); and Mr. J. W. Meares, Electrical Adviser to the 
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Government of India, receives the honour of СТ.Е. Prot. 
C. S. Sherrington, president of the Royal Society, is made а 
Knight Grand Cross of the Order of the British Empire. To 
all of these the ELECTRICAL Review offers its hearty congratu- 
lations. 

Obituary.— Mr. J. E. RENDELL-Baker.—The death has taken 
place at Bolton of Mr. J. E. Rendell-Baker, a former manager 
of the Electricity Works at Stratford-on-Avon, at which he 
was succeeded а short tine ago by his brother. 


NEW COMPANIES REGISTERED. 


Patent Electric Boiler Scaling Co., Ltd. (178,502).—Pri- 
vate company. Registered December 19:1. Capital, £300 in £l shares. То 
take over the business of boiler cleaners carried on by J. Townson and R. 
lownson at Charter Street, Oldham, as the "" Patent Electric Boiler Scaling 
Co." The first directors are: J. Townson, 28, Samson Sweet, Oldham; R. 
10wnson, 179, Edge Lane Road, Oldham. Qualification, £100. Solicitors : 
Juseph Tayler & Buckley, 24, Clegg Street, Oluhain. 


Lorival Manufacturing Co. (1921), Ltd. (178,495).—Pri- 
vate company. Registered December 190. Capital, £10,000 in £1 shares. To 
carry оп the business of manufacturers of chemicals of ull kinds, electrical 
appliances and accessories, Xe., and to adopt ап agreement with M. Huntley. 
"he subscribers (each with one shure) are: H. J. 1. Mitchell, 52, Bishops- 
gate, E.C., accountant. and cashier; E. E. Cooper, 52, Bishopsgate, E.C.2, 
typist. The subscribers are to appoint the first. directors. Remuneration as 
fixed by the company. Solicitors: Maxwell € Co., 32, Bishopsgate, E.C. 


Projector Publicity Co., Ltd. (173,533).—Private com- 
pany. Registered December 20th. Capital, £000. in £I shares. To carry 
on the business of dealers in all kinds of electrical fittings and devices, 
electric. novelties for advertising, Xe. The first. directors are: Max Gerson, 
"4, Hatton Garden, E.C.1, diamond merchant; Horace Fletcher, 6, Lan- 
caster Court, Newman Street, Охо Street, Wil, general merchant, Qualiti- 
cation, £l. Solicitors: Godtrey & Robertson, W, Chancery Lane, W.C.2. 


Frank Craft (Castleford), Ltd. (173,523).—Private com- 
pany. Registered. December 2th. Capital, £0,000 in £l shares (2,000 10 per 
cent. cum. pref.) To take over the business of an electrical and consulting 
engineer and contractor carried оп by Е. Craft at оба, Carlton Street, 
Castleford, as © Frank. Craft." The permanent directors are: F. Craft 
(managing director), Carr Lane, Glasshoughton, Castlelord; Mrs. Mary L 
Craft, Carr Lane, | Glasshoughton, | Casiletord, Yorks. Qualificiiion, | £259. 
Remuneration (except managing director) as fined by the compans. Registered 
office: Central Chambers, оба, Carlton. Street, Castleford. 


Amesbury Electric Light and General Supply Co., Ltd. 
(178,421).—Repistered December J6th.. Capital, £5,000 in £l. shares. То 
wenerate and supply electric current for light, power, and otherwise in or 
near Amesbury, Wilts. Fhe first directors are: H C. James, West Amesbury 
Road, Amesbury, Wilts (chairman); J. O. Mauch, Countess Road, Amesbury, 
Wilts.; Sir. Cosmo Gordon Antrobus, Bart, Amesbury Abbey, Amesbury, 
Wilts.; A. Sloan, High Street, Amesbury, Wilts; L. Binns, High Street, 
Amesbury, Wils. Minimum cash subscription, £3,500, Qualification, 29 
shares. Remuneration as fixed by the company. Secretary : 5. № Bigwood. 
Registered office: South Mill, Amesbury, Wilts. 


Corona Lampworks (Southern), Ltd. (178,554).—Private 
company. Registered December 21м. Capital, £100 in £1 shares, To carry 
on the business of manufacturers of and dealers in electric bulbs, lamps, fit- 
tings, appliances, bells, batteries, accumulators, accessories, plant, and ma- 
chinery, &c.. The permanent directors are; А. S. ‘Tanner, 69, St. Paul's 
Road, Camden Square, МАД, sales manager; Mrs. J. M. Tanner, 69, St. 
Paul's Road, Camden Square, N.W.l. Qualification, £24. Remuneration as 
fixed by the company. Registered office: 39, м. Albans Road, Woodford, 
Essex. 


Meegan & Watson, Ltd. (178,609).—Private company. 
Registered December 29th, Capital, £2.000 in £l shares, To take over the 
business of electrical and general engineers, wholesale and retail dealers іп 
erectrical goods and appliances carried on by H. Meegan and FL... Watson 
at 44, Lowtown, and Robin Lane, Pudsey, as " Meegen & Watson," and to 
carry. on the business of mechanical and general engineers, machinery and 
engine boiler makers, iron and brass founders, dealers in electrical goods 
and appliances, motor cycles and vehicles, Xe, ‘Phe first directors are: 1E. 
Mecgan, М, St. Lawr nee. Terrace, Pudsey; L. Watson, 12, Fern. Terrace, 
Thorpe Road, Pudsey; S. Webster, West Villa, New Street, Harsley. Qualiti- 
cation, 100 shares. Secretary (pro. tem.): G. Rowson. 


A. Smethurst & Sons, Ltd. (178,542).—Private company. 
Registered. December 21st. Capital, £6,000 in £I shares. To carry on the 
business of electricians, mechanical engineers and manufacturers, workers 
дан! dealers in electricity, motive power and light, &c., and to adopt an agree- 
ment with A. A. Smethurst. The permanent directors are: А. А. Smethurst, 
Milton Lodge, Milton Road, Woolston, Southampton; Beatrice F. Smethurst, 
Milton Lodge. Milton Road, Woolston, Southampton. Qualification, W shares. 
Registered. office: 16, Bernard Street, Southampton. 
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OFFICIAL RETURNS OF ELECTRICAL 
| COMPANIES. 


British Thomson:Houston Co., Ltd.—Trust deed dated 
November 30th, 1921, to secure £3,000,000 deb. stock at 4£ per cent. on 
£1.200,000; the amount of the present issue has been filed pursuant to 
Section 93 of the Companies (Consolidation) Act, 1908. Property charged: 
Freehold and leasehold properties and company's other assets, present and 
future, including uncalled capital; subject to trust deed dated March 10th, 
100. Trustees: Royal Exchange Assurance Corporation. 


Notting Hill Electric Lighting Co., Ltd.—Particulars of 
£25,000 74 per cent. seven years notes, authorised November 151, 1921; 
whole amount issued; charged on the company's undertaking and property, 
present and future, including uncalled capital; subject to outstanding 4 per 
cent. first mortgage debentures. 

Calcutta Tramways Co., Ltd.—Second debenture, dated 
December 13th, 1921, to secure 4150.000; charged оп the company's under- 
taking and property, present and future, including uncalled capital; subject 
to trust deed dated June 4th, 1921, securing 330.000 44 per cent. first deben- 
ture stock. Holders: Lloyds Bank City Office Nominees, Ltd. 

Oswestry Electric Lighting and Power Co., Ltd.—Satis- 
fection їп full on November Ist of debentures, dated October llth, 1921, 
securing £800. 

Jesmond Electrical and General Engineering Co., Ltd.— 
Debentures dated December 7th, 1921, to secure ; charged on company's 
property, present and future, including uncalled capital. Holder: J. Sharp, 
29, Armstrong Avenue, Newcastle-on-Tyne. 

Dawlish Electric Light and Power Co., Ltd.—Satisfaction 


to the extent of £300 on June 3rd, 1921, of mortgage debenture dated Sep- 
tember 24th, 1920, securing £2,000. 
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Taranto Tramways and Electric Supply Co., Ltd.—Charge 
on concession and rights and the company's undertaking and property, 
present and future, including uncalled capital, dated December 20th, 1921, to 
secure £20,000. Holders: Commercial Bank of Scotland. 


Sevenoaks and District Electricity Co., Ltd.—Issue on 
December 13th, 1921, of £14,900 debentures; part of a series already regis- 
tered. | 

Coatbridge and Airdrie Electric Supply Co., Ltd.—Further 
charue on the company’s undertaking and property, present and future, 
including uncalled capital and Coatbridge and Airdrie undertakings, &c., 
dated December 15th, 1921; supplemental to mortgage dated March, 1904, 
to So an additional £5,000. Holders: County of London Electric Supply 
Co., Ltd. 


English Electric Co., Ltd.—Satisfaction to the extent of 
£30,100 on November 21st, 1921, of first mortgage debentures secured Бу 
trust deed dated September lóth, 1919, securing 41,000,000. 


Reeve & Bayman, Ltd.—Mortgage debenture dated De- 
cember 17th, 1921, to secure £2,500; charged on the company's undertaking 
and property, present and future, including uncalled capital. Holder: E. Н. 
Hawkins, 4, Charterhouse Square, E.C. 

Fyfe, Wilson & Co., Ltd.—Mortgage dated December 17th, 
1921, to secure £700; charged on certain land and premises at Bishop's 
Stortford. Holder: Miss E. Gee, Bishop's Stortford. 


Rowland Small Tool Manufacturing Co., Ltd.—Mortgage 
on a sum of £604 13s. and other moneys payable to company under a 
certain contract with the Air Ministry, dated cember 10th, 1921, to secure 
all moneys due or to become due from company to Lloyds Bank. 

British Universal Variable Gears, Ltd.—R. S. Keeler, of 
17, Grosvenor Gardens, S.W., was appointed receiver. and;or manager on 
Deccmber. ИВ, under powers contained in mortgage debentures dated May 
Bist, 1921, in place of G. M. Brown. 

Allies Electric Lamp Repairing Co., Ltd.—A. Elliott, of 
2, Langdale Avenue, Mitcham, was appointed — receiver and manager on 
December J3th, 1I, under. powers. contained in debenture dated Junuary 
wth, 1919. А 

Brown, Boveri & Co., Ltd. (89,167).—Return dated 
December 14th, 1921. Capital, £50,000 in £5 shares. АП shares taken up; 
£21,250 paid on К.Ю) shares, being £2 10s. per share (£7,000 considered as 
paid on 1,200 shares), Mortgage and charges: Nil. 

Coniston and District Electric Supply Co., Ltd. (138,478). 
—Return dated October Toth, 1921. Capital, £2,000 in £1 shares (1,500 6 per 
cent. pref. and SO ord.); 1.440. pref. and 500 ord. shares taken up; £1,660 
paid; £280 considered as. paid. Mortgages and charges: Nil. 

L. J. Healing & Co., Ltd. (97,137).—Return dated June 
8th. LRI (filed October 7th). Capital, £100,000 in £10 shares (9,000 pret. and 
5,000 def); 2,391 pref, and 5.000 def. shares taken up; £13,010 paid; £50,009 
considered as paid, Morigages and charges: Nil. 

British Arc Welding Co., Ltd. (108,759).—Return dated 
October 4th, 1921. Capital, £50,000 in £10 shares; 1,474 shares taken up; 
£12,740. paid; £2,000 considered. as paid. Morigages and charges: Nil. 

Direct West India Cable Co., Ltd. (03,936).—Return 
dated October 6th, 1921]. Capital, £129,000 in £5 shares; 12,000 shares taken 
up; £60,000 рг. Mortgages and charges: Nil. 

Birmingham District Power and Traction Co., Ltd. 
DOTT —R turn dated July Gth, 1921. Capital, — £700,000 їп £1 shares 
(250,000. pref, and 494,000. ord.); 146,846 prel. and 412,954 ord. shares taken 
up; £509,780 paid. Mortgages and charges: £348,888 4] per cent. ord. and 
40,00 G per cent. second debenture stock. 

Europe and Azores Telegraph Co., Ltd. (39,452) .— 
Capital, £200,000 in £10 shares. Return. dated November 9nd, 1921. All 
Shares taken up; £144,320 paid; £55,680 considered as paid. Mortgages and 
charges: Nil. 

Church Stretton Electric Supply Co., Ltd. (80,857).— 
Capital, £10,000 in £l shares. Return. dated. September 28th, 1321. 8,154 
shares taken up; £154 paid; £8,000 considered as paid. Mortgages and 
charges : £6,990. 

Reno, Ltd. (117,987).—Capital, £5,000 in £1 shares 
(1.000 pref. and 4,000 ord.) Return dated. December Bist, 1920; filed Sep- 
tember 12th, 1921, 800 pref. and 4,000 ord. shares taken up. Mortgages and 
charges: Nil. 


-eem 


CITY NOTES, 


Mr. A. W. Tait, C.B.E., presided at 
the annual meeting held on December 29th 
at Basildon House, London, E.C. le 
said that the net profit for the year to June 30th, 1921, was 
£36,268, after making provision for general establishment 
charges, bad debts, repairs and renewals, interest on deben- 
ture stock, notes and loans, and making the usual allocation 
of £10,000 to depreciation reserve, and providing for E.P.D., 
Corporation Tax, and Income Tax. The net profit for the 
previous year on the same basis was practically the same 
figure, namely, £36,622. The balance on trading account was 
£141,175, as against £131,949 im the previous year. This in- 


Ferranti, Ltd. 


-ereased trading profit had, however, been practically ab 


absorbed in making the necessary provisions for taxation. 
This was a growing burden so far as their company was con- 
cerned, and the provision which had been included in the 
accounts would fully cover their liability in this regard. The 
accounts comprised the last accounting period for the pur- 
poses of E.P.D. They had practically agreed the figures 
with regard to taxation up to June 30th, 1920, and, in respect 
of the vear to June 30th, 1921, the figures were well advances 
and proper provision had been made. He trusted that some- 
thing would be done to lighten the heavy load of taxation 
in this country, which bore so heavily on industry at a time 
of world-wide depression and the necessity of obtaining orders 
in the markete of the world in the face of Keen internation! 
competition. At the last annual meeting he mentioned that 
the year to June 30th, 1920, commenced a new era 10 the 
affairs of the company. It was the first full year in which 
they had consolidated their efforts in the production of three 
definite lines of manufacture, namely, meters, power trans- 
formers, and measuring instruments. The output, in. that 
year was the best which the company had ever accomplished, 
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оос, of course, the war period. The year to June 30th, 
171, showed continued progress, and the output for that year 
(ушей the output of the previous year by over 27 per cent. 
I, ammon with other manufacturers they had experienced 
кылы the past year a considerable falling off. in demand, 
чүш consequence a gradual diminution in the total amount 
ер order book, as а result of which they had had some- 
aite slicken down in output. Recently, however, there had 
ten sme signs of improvement, which would seem to indi- 
ate that the worst period was over, but the improvement 
vsu necessarily. be slow. — In the meantime they were 
mereing their abilities in. the improvement of manufacture, 
weder to reduce costs to more readily compete, particularly 
^h foreign. manufacturers. Their sales. organisation Was 
ane ш dts. endeavours to obtain business, both in. the 
ade markets and abroad. The disorganised condition. of 
куйшде throughout the world placed. British manufacturers 
aa considerable disadvantage, and he hoped that it might 
e pasible, by means of some united effort on the part of adl 
utet countries, to arrive at a scheme whereby exchanges 
nil be more or less stabilised, in order to permit more 
mox tbe exchange of commodities and manufactures. In 
memg the company’s financial position as at June ЗОВ, 
pa the chairman said poodwill and patent rights, which 
и: кі m the books of the company since Its re-organisa- 
te at £59,370, had now been written down to the nominal 
ыле £l by means of a transfer from the general reserve 
сам. This enabled them to write out from the assets the 
у мапе item, the real value of which it was always 
чай to assess. Their investments stood at £15,937, and 
згеше chiefly the value of them holding in. the sub- 
wor company за Canada. Expenditure on work in hand, 
мі stocks and stores, which amounted together to approxi- 
үну £207,400, showed a slight decrease on the figures of 
:» previous year. ‘This decrease would have been larger had 
rat been. for the Welcome increase- in their turnover during 
te year. Sundry debtors at £159,786 showed an increase of 
squximately £11,500, which was also a reflection of their 
vereased output. There was a weleome reduction in their 
sates, both secured and unsecured. After carefully eon- 
ктш the position and prospects of the company the direc- 
wes felt justified. in. recommending that out of the profits for 
te war to June 30th, 192], a dividend of 15 per cent., less 
meee tax, being three years’ arrears, be declared on account 
‘itn arrears of dividend accrued on the preference share 
өн the company. Last. vear he stated that the board 
ый keded to postpone submitting a detinite scheme of re- 
esaistion of the company's capital until general monetary 
al tade conditions were more favourable, particularly for 
rini additional working: сарай for the company. This 
hon Was a Wise one, and in the time which had ciapsed 
“ve then conditions had not improved. The board had, 
“fore, decided to postpone submitting a definite scheme 
wlth conditions were more normal. With regard to the 
ent vear, it. Was impossible to make any reliable forecast. 
“mentioned that there had been a decrease in the volume 
ferlers obtained during the last year, but he hoped that 
2 Were now somewhat on the mend, and that they might 
npt some reasonable increase in. business during next vear. 
ae electrical industry had, in his opinion, been somewhat 
"mate in the recent trade depression which had been 
“etenced all over the world, because, owing to the neces- 
“lor reconstruction after the war, and for the development 
"ee industries, that industry was of vital importance, 
^5 would be increasingly so in the future because of the 
"t of cheapening the cost of all manufactures, in 
twh process it entered nearly every field of industry. 

Ls dd Z. DE FERRANTI seconded the proposition, and it was 
"red. 

A SHAREHOLDER asked how long it would he before some 
istends were declared for the ordinary shareholders. They 
X he said, been very patient vear after year, and he noticed 
Ча lot of money was being put to the reserve account. 

‘he CAAIRMAN replied. that it was impossible to consider 
;" pavment of a dividend on ordinary shares until can- 
“tens were more normal and they were able to raise 
‘ditional capital. 

" preference. dividend resolution was carried. 


х The report for the year ended July Bist. 
* Smith & Sons 1921, shows, according to the Financial 
(Motor Acces: Times, that, after writing off £28,572 for 

sortes), Ltd. depreciation on plant and machinery, «c.. 
| and writing down stock-in-trade to market 
ines, and after providing for income tax and adjustment in 
miedon with excess nrofits duty. there is a loss of £295,437. 
"m this has to be deducted £91.452 brought in. leaving 
е to be carried forward of £203,085. An issue of £600,000 
Ч per cent. first mortgage debentures was authorised, and of 
we there has been issued £65.100 at 95 per cent. to share- 
fore and £520,000 has been denosited with the companv's 
UNUS as security for advances. At the commencement of the 
Dr the company had a large volume of orders on hand, and 
“l corresponding commitments for raw material to meet the 
iad Owing to the world-wide depression which developed 
“tly afterwards, a difficult position arose. Targe stocks for 
“ch there was no immediate demand, depreciated heavily in 
; ^. and the directors have considered it advisable to write 
the whole of the loss, which accounts chiefly for the deficit 


shown. In addition the failure of several of the largest manu- 
facturers of motor cars involved the company in considerable 
loss in respect of bad debts, which have also been written off. 
These losses, together with the suspension of contracts, have 
been responsible for the position disclosed. Depression in 
trade has affected the subsidiary companies, and no dividends 
have been received from this source. The board does not con- 
sider the present time opportune to make definite recommenda- 
tions for dealing with the adverse balance, and it has been 
decided accordingly to postpone this subject for future con- 
sideration. 

The Société d'Erploitations Electriques 


French reports neb profits of 953,000 fr. for 1920-21 
Companies. and a dividend at the rate of 7 per cent., 


| less tax. 

The Société Anonyme Electro-Cable reports that the increase 
in the share capital effected in 1920-21 enabled the company to 
acquire the various works of M. H. Debauga. The turnover 
continued on a rising scale and the different works gradually 
recovered from the general crisis and regained their former 
vitality. That at Argenteuil, which is equipped for the roll. 
Ing, drawing and twisting of copper, received considerable 
additions to the plant in view of the deliveries to be made in 
connection with the electrification of the railways: and the 
output there now amounted to 1,500 tons per month. Tho 
works in the Rue des Bois, Paris, which specialises in the 
manufacture of insulated wires and cables, would permit of 
the production of а minimum length of 2,000,000 metres per 
month. A similar output capacity would apply to the Angre- 
ville works, when completed, which was designed to com- 
plement the works in the Rue des Bois. The net profits 
realised in. 1920-21 amounted to 1,611,000 fr., and the dividend 
is at the rate of 50 fr. per share, as against 55 fr. in 1919-20. 

The report of the Compagnie Générale d'Flectricité states 
that the diversity of the manufactures of the industrial works 
and the general recovery experienced by the company’s under- 
takings for the distribution: of electrical energy rendered it 
possible for the company to bear the consequences of the 
general economic crisis, Which did not affect the results in 
1920-21 as seriously as might have been feared. During the 
vear the departments of the Tubes de Vincev and the Lampes 
d’Incandescence were transferred to separate comuanies, in 
which the Compagnie Générale held a considerable interest. 
The accounts, which were summarised in this journal on 
December 2rd, were approved at the recent general meeting. 
At a subsequent special meeting it was decided to increase 
the share capital from 50,000,000. fr. to 53.571.000 fr. for the 
purpose of issuing the new shares in exchange for the assets of 
the Société de PAccumulateur Tudor, which will thus become 
merged into the Compagnie Générale. 

The Société Générale d'Entreprises, reporting on the year 
1920-21, states that the construction. of hydro-electric works 
continned to constitute a great part of the company's activity, 
of which various instances are mentioned. In addition the 
scope included steam generating stations, of which those at 
Comines and Gennevilliers would shortly be set in operation. 
The administration. of the Usines Domaniales of the Sarre 
(Saar coal mines) had appointed the company as architects 
and consulting engineers for the construction of a great central 
station of 150,000. KW, and the company had also been en- 
trusted with the extension of the Vitry generating station and 
the Tssv-les-Moulineaux power station for the account of the 
Union q’ Electricité and the Compagnie Parisienne de Dis- 
tribution d’Electricité respectively. Concerning the depart- 
ment for the establishment of transmission lines, the report 
mentions that the experience gained. in this. branch had 
resulted in the company being entrusted with the studv and 
execution of several large 120,000-volt feeders in the North, 
Centre, and the South of France. The railway construction de- 
partment was actively engaged in Spain, while in France, 
according to recent decisions of various county councils, there 


. was hove of an early resumption of railway work in the 


Basses-Pvrenées, in the Tarn and the Haute-Garonne. On the 
other hand. the company was pursuing an active. poliev of 
extension outside France, both in Eastern Europe, particularly 
Rumania, and in the African colonies, where interesting con- 
tracts for projects had been received from the competent 
authorities. In particular the company had participated in the 
creation of the Soci^t^ Tunisie nne d'Entreprises, of which the 
company had the control. The company had also participated, 
in coniunction with other firms undertaking public works, and 
with the co-operation of powerful banks, in the formation of 
various svndicates for the profitable utilisation of the colonies, 
such as the Camaroons railway and the hvdraulie nowers in 
Morocco. In addition the company had been charged by the 
Government of French West Africa with a mission to study 
on the snot and prenare schemes for the electrification of the 
great railway from Kaves to the Niger and the establishment 
of '' falls on the Senegal and on the Niger.” The net profits 
earned in 1920-21 amounted to 1,938,000 fr., and a dividend at 
the rate of 10 ner cent. has been declared on share canital of 
15 000,000 fr.. which has since been raised to 30.000.000 fr. 

The Eneraie Electrique du Sud-Ouest has decided to raise 
its capital from 30,000,000 to 50,000.000 fr. by the issne of 
40.000 500-fr. preference shares. The increased capital is 
mainly for the purpose of meeting the cost of the construction 
of the hich-pressure line to serve the new wireless stations at 
Croix d'Hins and Arcachon. 
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The London Underground Pool.—The Times of December 
29th contains information respecting the reasons for the 
revision of the Common Fund agreement of the London 
underground railway and associated companies. Some of the 
undertakings have substantially increased their trattic since 
the 1915 agreement came into force, and these and other cir- 
cumstances calling for à change їп the percentages for distri- 
bution, it was decided to simultaneously effect other altera- 
tions which experience had shown to be necessary. 


Humphrev Pump Co., Ltd.—The directors’ report of the 
year ended September, 1921, says that the accounts show a 
debit balance of £2,397, making the net debit balance £52,570. 


Shanshai Electric Construction Co., Ltd.—Second interim 
dividend at the rate of 6 per cent. actual (12s. per share) less 
tax. 


. Stock Exchange Notices.—The undermentioned securities 
have been ordered to be officially quoted : 

Yorkshire Electric Power Co. —£130,000 54 per cent. redeem- 
able redemption stock. 


9 


STOCKS AND SHARES. 


TUESDAY EVENING. 


At the begmning of a year the annual recurring difficulty 
presents itself of how to render sets of tables interesting. The 
simplest way would be, naturally, to leave them out alto- 
gether: the uneasy wonder whether anvbody troubles about 
price-catalogues 1s always present to the conscientious com- 
piler of quotations. Yet it is certain that many investors, and 
others, do like to observe the trend of a year’s movements in 
stocks and shares. By way of adding to the ordinary bald 
record of the 1921 comparisons, we add the December 31st 
prices for 1918 and 1919. This enables an idea to he obtained 
of the position as it stood at the end of the war, matched 
against the market values of to-day, in the cases of repre- 
sentative stocks and shares. The principal markets dealt with 
in these notes fall into four grouns, as follows :— 


ELECTRICITY SUPPLY SHARES. 


Ordinary. 1918, 1919. 1920. 1921. Rise, 1921. 
Brompton ive as a "ii 54 6 6e È 
Charing Cross .. - "Y br 24 32 43 14 
Chelsea .. bx к» б 4 3 ЗА 84 8 
City of London .. РЕ .. 18 12 14 1.2 P 
County Е M ee d 9 7À Ri Ir. 
Kensington .. A vi 51 43 3j БА 14 
London oe oe ee ee , 18 13 1 ł , 
Metropolitan .. a "ME. 8 oF 82 lå 
St. James’ T as ar ТА R 6i 61 À 
South London .. T Ex R 2\1 2a 21 i 
Westminster  .. T T 7i 51 43 Бу J} 
TELEGRAPHS, XC, 
Rise or fall 

Stock or share. 1918. 1919. 1920. 1921. 1921. 
Anglo-American Pref. ee 90 904 Th 841 4 9 
Eastern Extension  .. .. GT, 164 143 38] + 1$ 
Eastern Telegraph  .. .. 150% 168! 152k 166 +14 
Globe Ord. с... dli 164 142 б +1 
Great Northern. .. e 23 285 204 26. + 6 
Indo-European .. RS .. 5R} 487 30 274 — 94 
Marconi .. és s 41 1 9, ws — d 
United River Plate .. i TA 7 БА 54 -- 
West India and Panama  .. Vy lk 1} i - Wy 
Western Telegraph .. ee 164 17} 143 161 + 13 


RAILWAY STOCKS AND SHARES, 


Stock or share. 1918. £1919. 1920, 1921. Rise, 1911, 
Central London Ord. ,. ee ÊD: 58} 494 514 2 
Metropolitan .. T .. 814 254 20 261 64 
District . eo ee 26 21 154 213 6 
Underground Ora. eo oe 38 24 lá 2 f 

99 0 ee x9 6/6 5/- LUE 1/- 
A M i .. 924 81 604 154 15 


MANUFACTURING. 
Rise or fall, 


Share. 1918. 1919. 1920. 1921. 1921 
Babcock . . ae ss 3H ie 24 23 +1 
British Aluminium a 1}; 1: 17/6 15/- — d 
British Westinghouse Pret... . 24 213 114 13 — A 
Callender's ббс ^ ww. . dece LOW 81 les їй oue 
General Electric a . 1 2 19/8 . 15/3 л} 
Henleys - oe ee ee 2t 21 1 РА 29/6 + Gd, 
India Rubber .. TED vi 184 13 Шз с} 
Telegraph Construction .. 48 264 204 214 +1 


It is of peculiar interést to notice that every one of the 
electricity supply shares has risen, on balance, during the year 
just ended. The reason lies in the fact that the companies’ 

- last reports showed surprisingly good results, and these led 
to an increased confidence on the part of investors, which 
caused ready absorption of апу shares that came to ‘market. 
During the last few months of 1921 a long-continued and very 
substantial rise in War Stock and other gilt-edged securities 
led to а general widening of demand for sound investments. 
New issues of sound character have found ready acceptance. 

The year concluded with good premiums upon many of the 
E ee &c., offered by electrical companies during the 
period. 

"^ When the ordinary shares in manufacturing companies come 
to be considered, the effects of trade depression, chaotic 
foreign exchanges and depreciation of stock become more 
evident. Electrical trades have suffered like everything else, 


but it is difficult to show useful comparisons in more tha 
a few cases owing to the way in which capital accounts hav 
been re-arranged and re-organised during the four years. Som 
companies split their shares. Callender's 18 an example 1 
point, and, in the London lighting list City of London ordi 
ary shares were similarly treated. With Marconis, new share 
have been given to proprietors. The Telegraph Constructio 
Co. doubled its capital, and 80 divided the value of its share: 
к the General Electric split the £10 shares into ten of £ 
enen., 

Electrical railway stocks show an unbroken list of gain: 
ringing from is. on Underground “A” to 15 points on th 
company’s [Income bonds. The foreign traction list has fare 
less well. Brazilian Tractions at 314 are 54 down on the yeu 
and have almost halved in price as compared with two yeat 
ано. Mexico Tramways first mortgage bonds are, however, 1 
higher, owing to resumption of dividend payments. Britis 
Columbia preferred stock is three points lower than it was 1 
December, 1920. 

However unsatisfactory last year proved in too man 
tespects, the above tables demonstrate that matters migh 
have been very much worse than they were in the Stoc 
Exchange experience of prices in the markets for electric: 
securities. Matter may be found, indeed, for congratulatio 
in the records here presented. Moreover, the future hold 
promise of more cheerful conditions, in spite of the man 
causes for anxiety that still remain. If the various branche 
of the industry can weather, so satisfactorily as the price 
movements indicate, a vear like that just concluded, there 1 
justifiable ground for the cordial hove that the New Year ma 
yield increased progress and prosperity to those who аг 
sufficiently patient to follow these weekly comments upoi 
financial events connected with electricity. 


SHARE LIST OF ELECTRICAL COMPANIES. 
Home ErLkoTRiICITY COMPANIES. 


Dividend. Price 

^——.  Jan.8, Riseor Yield 
1919. 0 19929. fall. p.c. 
: £ 


Brompton Ordinary .. ar .. 12 М + 3 9 1 
Charing Cross Ordinary T 7 се 48 — 8 18 
do. do. E 4 Pref. .. 44 4 5» — 7 4 
Chelsea  .. А ee ve 4 6 34 +} 8 11 
City of London .. 13 14 lj; — 9 147 
do. do. 6 per cent. Prel.. ve 6 6 18/6 4 6d. 6 9 
County of London nA 8 8 81 +h 9 0 
do. do. 5 per ‹ cent. "Pret. 6 6 7 — 7 10 
Kensington Ordinary . "T oe 7 9 a — R 16 
London Electric.. 2 4 1 — 7 10 
do, do. 6 per cent. Pref... 6 6 8k — 9 12 
В " 6 7 83 — 9 6 
44 per cent. Pret... . 44 t 21i = 7 13 
Bt. Tamen and Pall Mall... . 19 12 61 — 8 17 
8outh London .. m FU 6 7 9i — 10 9 
South Metropolitan Pref. .. а 7 7 17/6 — 8 0 
Westminster Ordinary.. f " 10 10 54 e 8 10 
TELEGRAPHS AND TELEPHONES. 
Anglo-Am, Tel. Pref. .. 37 ae 6 6 M) — 7 3 
do. Def. .. єє EM là là 18 — 8 3 
Chile Telephone Vs es eo 6 6 — 5 17 
Cuba Sub. Ord. .. n А Es 7 7 1 — 10 O 
Eastern Extension  .. a .. 10 10 164 — ` 6 1 
Eastern Tel. Ord. Р > .. 10 10 1664 + 6 о 
Globe Tel. and T. Ord. Га .. 10 10 164 + { 6 1 
до. до. Рте!. ee ee 6 6 23 EE 6 6 
Great Northern Tel. ga bs oe 22 24 261 * i 9 1 
Indo-European .. oo ae ee 10 10 21 — 9 2 
Marconi . . . 985 15 l}; — 8 13 
Oriental Telephone Ord. vs as 12 12 — *6 0 
United R. Plate Tel. .. zi T 8 8 5 — *6 16 
West India and Panama "ie .. Ni Nil 4] — Nil 
Western Telegraph .. TJ - 10 10 164 — *6 1 
Home RAILS. 
Central London Ота, Assented .. 4 4 514 — 7 15 
Metropolitan... ; id се 1 14 264 — 5 16 
do. District ` .. Ni Ni 214 +4 Nil 
Underground Electrio Ordinary .. Ni Nil 2 — Nil 
do. do. AS . Nil Nil 6/- — Nil 
do. do. Income.. T 4 2 754 — i *B 19 
FOREIGN TRAMS, &c, 
Anglo-Arg. Trams, First Pref. vs 53 1 ха — 10 9 
do. do. 2nd Pref. . Nil 5 212 — 7:17 
до. до. 6 per cent, peni 5 b 68 — 7 17 
Brazil Tractions Ni NNI $i +4 Nil 
British Columbia Elec. Rly. `Р{се.. 5 5 58 — B 12 
do. о. Preferred . Б 98/- 524 +4 *9 8 ! 
do. do. Deferred .. 8 124/- 574 — *10 17 | 
do. do. Deb. a 4 41 614 — 6 18 
Mexico Trams. 5 per cent. Bonds.. Nil Ni! 552 — — 
do. до. 6рет cent. Bonds .. Nil Nil 26% —1 Nil 
Mexican Light Common ix is Nil Nil 18 — Nil 
do. Pref. .. 5% .. NH Nil 27 — Nil 
do. lst Bonds .. .. Nil 6 614 — 83' 
MANUFACTURING COMPANIES. 
Babcock & Wilcox oe oe oe 15 16 98 = 6 14 ; 
British Aluminium Ord, zs ee 10 10 15/-. = E 
British Insulated Ord. vx - 15 15 14 — 10 0 | 
Callenders T .. ee - 16 15 là — 10 18 : 
64 Pref. .. een) we 64 64 189xd  +6d.° 618 ! 
Crompton Ord. .. a .. .. 10 10 13/9 — 14 11 | 
Edison-Bwan  .. i "n ee 10 — 6/- — — 
do. do. брег cent, Deb. eo 5 5 62ха — 8 1: 
Electric Construction .. vs ee 10 10 18/3 — 10 19 ! 
English Electric ihr уйт, see 8 8 10/- — 16 0 | 
do. Pref... Vi ee 6 6 12/6 — 9 12 ! 
Gen. Elec. Pref... .. .. .. 6 17/3xd 49d. 710! 
do. Ord... oe T " 10 10 18/3 á 10 19 : 
Henley... s as és У 150 15 99/8 - == 10 6 ' 
do. Pref, oe eae ee ee 44 44 BR — 6 4 i 
India-Rubber . ws T - 10 — 5 — = 
Met.-Vickers Pref, ,, T y 8 `8 13 — 9 81 
Siemens Ord... .. .. .. 0 10 15 — eg 8 | 
Telegraph Con... .. .. .. 90 W 314 — є 11 | 


* Dividends paid free of Income Tax. 


Li 
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RAILWAY : ELECTRIFICATION. 


By Sir Vincent L. Raven, K.B.E., M.Inst.C.E., M.I.Mech.E. | 


(Abstract of paper read before the Nortu-East Coast INSTITUTION oF ENGINEERS AND SHIPBUILDERS.) 


(Concluded from p. W7.) 


The North-Eastern Co.'s coul consumption in 1919 was 
3143) tons; if electric working were substituted for steam 
‚ шеге would be a saving of about 550,000 tons per annum, and 
a further saving would be effected due to the fact that the low- 
made fuel would be substantially cheaper than the high-grade 
ieomotive coal. 

Ip addition to this, a large proportion of the stand-by fuel 
haves Inherent in steam-engine operation may be eliminated 
in electric operation. On the Chicago, Milwaukee, and St. 
Paul Railway it was found that the stand-by fuel losses 
uounted to 274 per cent. of the tctal coal burned. 'l'his saving 
fuel burned on the steam locomotive has an additional value 
from the traffic point of view, in additien to the actual saving 
in the cost of fuel, for the coal that is saved would have had 
ts be carried over the line to a number of engine coaling 
depots. 

With electric operation, a much smaller tonnage of coal has 
t» be carried over any line—for the same tratlic—and this quan- 
tity is carried to fewer unloading points, namely, the power 
tations. This results in the clearing from the line of a number 
4 ical trains. А number of wagons will also be set free 
shich, with steam operation, would have to be employed in 
туша coal. In the example quoted previously where the 
caculated savings were given, resulting from the electrifica- 
tun of a certain section of line, it was estimated that there 
would be a saving of 93 40-ton wagons due to the reduction in 
ivel consumption. 

(in lines where the gradients аге long and severe, the equip- 
ments of electric locomotives can be arranged for the genera- 
wn power, so that when a train is descending a gradient 
the mutors become electric generators and return power to the 
dstibution system. and in so doing prottuce a retarding force, 
lung the train on the gradient without the use of the 
mechanical brake. This gain is most important on the line 
stere the heavily loaded trains are, in general, running down 
the grade. The advantages which may be obtained by making 
ue of this regenerative property of electric locomotives con- 
at In— 

(a) A saving of power and fuel; 

ib) An increase in the life of the brake blocks; 

(с) A possible saving in damage to couplings; 

(di It is possible to take goods trains down long gradi- 
ents at a higher speed by using regenerative braking 
than by relying on the ordinary brakes to control the 
speed. This is possible. partly because the retarding 
effect of the locomotive when working regeneratively 
increases if the speed increases, whereas the retarding 
force due to the brake falls off with any rise in speed. 
Thus regenerative working is a stable condition, while 
the action of the brakes is unstable, and if the train 
once exceeds a certain speed the brakes are powerless 
to get the train under control again. Further, the 
speed of a train down a long gradient must not be such 
ax to cause overheating of the brake blocks and wheel 
tires. With regenerative working the brakes are held in 
reserve and the speed is only limited to such a value 
that the brakes can stop the train at any signal if neces- 
«rv... Again, the regenerative action is continuous and 
dees not tend to fall off after extended use, whereas 
under certain circumstances the air pressure or the 
vacuum on which the brakes depend пау gradually 
fall and there тау be no opvortunity to restore the 
pressure or the vacuum without letting the train get out 
of control. 

The regenerative braking may be a very definite advantage 
I certain cases of lines where heavy gradients occur, and it 
к решаг to electric operation, no similar effect being possible 
with steam working. 

Electric locomotives show a considerable advantage over 
tam engines in the cost of repairs and maintenance. Mr. 
Armstrong. chairman of the Electrification Committee of the 
neral Electric Co., has given the following table of electric 


womotive maintenance costs for the year 1919:— , 
- Chicagc, Butte 
New York Milwaukee Апас nda 
Ce^tral and St. &nd Pacific 
Railroad. Panl Rly. Railroad. 
Annual mileage 1,946,879 9,391,148 566.979 
Cost of repairs per mile, cents 6.39 14.65 6.48 


i compared with these figures, Mr. Armstrong gives the 
Fent cost of maintaining a 2-8-8-2 Mallet steam engine at 
‘cents per engine mile, without including many miscellane- 
^* charges not shared by the electric locomotive. 

Un the Newport and Shildon line, & comparison of costs of 


repairs has been got out, the steam engines being those which 


used to work this trathic :— е 
естене Ессе 
i Miles 
| З à Shop | | run Cost 
= eer | 1 1 : 
Material. Wages. | expenses. | Total. bein cen ue 
'vepairs, es 
Steam No. 1682, £ s.d. £ Rd] £B dj £ s.d q 
L-3- type fre-ght | 267 Y lı 465 15 8 | 81116 6 1,065 1 ё: 51,131 | 5:000 
Steam No. 1189, | 
0-6-0 type freight | 588 1. 2 | 484 0 2 | 82610 1 (1,293 6 5, 56,210] 5-522 


Electrte No, y, U-4 
+ 4-0 їуре 93 9 9 258 5 1 |193 14 6 650 9 3| 160,10. | 1-816 


| 


It may be noted also that the steam engine had no special 
renewals due to the boiler, otherwise the cost would have been 
very much higher. 

One reason for this saving in maintenance cost lies in the 
sunplicity and robustness of the electric locomotives. Spare 
parts can be substituted so easily that heavy repair work is 
practically confined to cases of serious breakdown or accident 
—if tire turning is not included. The shops required for main- 
tuning a given number of engines need be much less elaborate 
than would be required for an equal number of steam engines, 
Further, it has been possible as a result of electrification—for 
example on the Chicago, Milwaukee, and St. Paul Reilway—to 
lengthen engine divisions and eliminate intermediate engine 
depots. The latest passenger locomotives on this line are 
taken off for inspection after a mileage varying from 3,000 to 
5,000 miles. 

lt may be argued that the whole story is not complete when 
one compares the maintenance cost of an electric locomotive 
with that of à steam engine, as there is obviously a charge to 
be added to the '" electric ” for generating at the main station, 
and also transforming at the sub-stations, together with the 
equipment of the permanent way. To make the whole story 
complete, the maintenance of the steam engine together 
with the coal and water used must be compared with the 
maintenance of the electric engine and rail equipment, and 
the total cost per unit, which, of course, includes coal and 
maintenance of generating and sub-stations. In the figures 
which we have for the N.E.R., the cost of coal and water 
used by the steam locomotive is about equal to the unit as 
supplied to the electric locomotive together with the cost of 
maintenance of permanent way. 

On the Chicago, Milwaukee, and St. Paul Railway, it ap- 
pears that the cost of coal on the locomotives is 40 per cent. 
greater than the cost of the power delivered to the locomotives; 
all expenses in connection with generation, transmission, con- 
version and distribution being included in the eost of power. 
together with capital charges and depreciation. Therefore, 
when this is taken into consideration, it would appear that 
the comparison of cost of maintenance as bas been shown 
between the two types of locomotives is, at anv rate, a fair 
one. In the case of the North-Eastern Railway, it can be 
shown, as mentioned above, that the cost of coal and water 
on the locomotive will balance the cost of the power delivered, 
including all the expenses before mentioned. 

The additional saving of 40 per cent. on the Chicago, Mil- ` 
waukee, and St. Paul Railway. is due to the fact that the 
power supply is almost entirely generated in hydro-electric 
stations, consequently reducing the cost of the. power delivered 
to the locomotives. Even though these costs for the N.E 
Railway balance, the advantages gained by electric motive 
power increasing gross earnings, and decreasing operating and 
maintenance expenses, are sufficient to guarantee the adoption 
of electrification. 

Wherever 1t may be necessary to have recourse to double 
heading. this can be more easily and satisfactorily done with 
electric than with steam engines; for two electric engines can 
һе readily coupled electrically by a low voltage control cable 
and when this is done the two locomotives can be operated by 
one crew, precisely as 1f they were one locomotive, in а similar 
manner to the operation of the various motor-coaches on a 
multiple unit tram by one motorman. Double heading with 
steam engines cannot be worked with only one crew, and is 
subject to the difficulty of synchronising the various operations. 
Agam. so far as the comfort of the erew is concerned, the elec- 
tric locomotive is superior to the steam engine. Owing to the 
more even torque exerted by the motors. electric locomotives 
ride more smoothly than steam engines. The cab, too, mav be 
completely closed and: fitted with electric beaters,. which 
ennbles a comfortable temnerature to be readily maintained. 

In verv cold weather the electric locomotive has another 
advantage, in that it is not subject to the effects of radiation 
and freezing, as is the steam engine; while in hot weather the 
dancers of starting fires in the dry vegetation alongside the 
track bv einders falling from the engine. is non-existent. 
The cost of compensation to owners located along the route 
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of a railway in this country, due to fires caused by the hot 
ashes discharged from the uptake of a steam locomotive is 
considerable, particularly during a period of drought. Again, 
the entire absence of smoke and dirt from the electric loco- 
motive may be a decisive advantage in certain classes of 
terminal lines, or where there are numerous or long tunnels 
to be traversed. 

I have endeavoured to show the great advantage of being 

able to build a locomotive which, by its tractive effort, is able 
to keep a more uniform speed over the railway. An electric 
locomotive capable of exerting a pull of 15 tons which would 
haul a frain of 1,000 tons up a gradient of 1 in 100 at 30 miles 
per hour is within our present load gauge and the corre- 
sponding steam unit considerably, outside. It would require 
three of our two-cylinder 0-8-0 locomotives to do the work 
of this electric locomotive. 
' The freight locomotives on the North-Eastern Railway were 
designed and built at the Locomotive Works, Darlington; 
they are arranged to haul trains weighing 1.400 tons at a 
speed of not less than 25 miles ner hour on the level. They 
may be described as articulated truck locomotives in which 
the tractive effort is transmitted through the truck frames. 

The motor equipment of each locomotive consists of four 
totally-enclosed mc tors, each driving an axle through single- 
reduction twin gearing. The motors are suspended by means 
of a cross-beam suspension bar with bearings and reaction 
springs. These, with the motor suspension bearings on the 
axle. provide the motors with four points of suspension. 

The four main motors are fitted two in each bogie, and are 
wound for 750 volts each, the pair of motors in each bogie 
being connected permanently in series. The four main motors 


of each locomotive thus form two units, which are controlled 
Each motor is capable 


on the usual series-parallel system. 


8rd. Three stops with the whole train up on the heaviest 
gradient. А 


The results are shown as under : — 


Average 
Steam. Electric. Draw Bar Horse Power. 
Steam. Electric. 
lst Test (time) 564 minutes 54 862 870 
2nd ,, E ue 11 i 58 602 883 
ха, .. 66 n 66 682 716 


The two locomotives were designed to be of equal strength. 
From the tests it will be seen that the electric engine handled 
the load better than the steam; there was less time taken. 
The steam engine was not able to maintain itself, owing to the 
fact that it was not able to keep up steam. The fire had to 
be cleaned out after the second trip, consequently terminal 
time was wasted. The electric engine, after completing the 
three trips, could have gone on doing this work indefinitely. 

The North-Eastern Railway has also designed an electric 
passenger engine, which is being built and erected in its loco- 
motive works at Darlington, the electrical equipment being 
provided by the Metropolitan-Vickers Electrical Co. This 
engine is arranged to haul a 450-ton express passenger train at 
an average speed of 65 miles per hour. 

The running gear is designed for a maximum safe speed of 
90 miles ner hour, without doing damage to the mechanical 
portion of the locomotive, which is of the 4-6-4 type (fig. 1). 
and consists of main frames mounted on three driving axles 
with three pairs of driving wheels 6 ft 8 in. in diameter, and 
a four-wheel bogie at each end; the cab and sloping ends are 
rigidly fixed to the main frames, and are provided with the 
necessary supporting members for carrying the auxilary and 
control equipment. The current is collected from the over- 
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Fic. 1.—HIGH-SPpEED PASSENGER ELECTRIC LOCOMOTIVE. 


of developing 275 brake horse-power at a speed of 20 miles for 
one hour with forced ventilation. ‘the motor equipment is 
capable without injury of exerting a torque sufficient to skid 
the wheels on any conditions of rail, and will exert an averdge 
pull of 28,000 lb. at the tread of the wheels when starting 
under normal conditions of rail. The maximum pull at the 
tread of the wheels is considerably greater. 

The driving wheels are eight in number, measuring 4 ft. in 
diameter; wheel arrangement, 0-4+4-40; length of fixed wheel 
base, 8 ft. 9 in. per truck; total of both trucks, 27 ft. There 
are four axles, and the total weight is 75 tons. The horse- 
power of the motor for one-hour rating is 275, and for con- 
tinuous rating, 182 h.p. 

This design of locomotive appears to be generally suitable 
for Cang with goods and mineral traffic uv to the necessary 
speed. 

The latest type of heavy mineral and goods steam loco- 
motive built on the North-Eastern Railway in 1919, usually 
known as the 0-8-0 class, is a three-cylinder engine with 200 lb. 
boiler pressure. It has a maximum tractive effort at 85 per 
cent. boiler pressure of 41,070 lb. Weight on coupled wheels, 
7l tons 12 cwt. Total weight ready for running. 115 tons 
14 cwt. In trials carried out on the North British Railway 
a load of 755 tons was hauled ир a gradient of 1 in 75 at an 
nverage speed of 2.81 miles an hour, over a distance of 
7 miles. 

Trials between this engine and the electric engine were 
carried out on the Shildon and Newport line; the heaviest 
gradient was 1 in 103, and the total weight hauled in each 
case was 1,003 tons. The length of run was 174 miles. 

Tests were arranged with a dvnamometer car attached to the 
load, as follows :— 

Ist. A through run without a stop. 

2nd. Three stops at the bottom of the heaviest gradients. 


head trolley by means of pantagraphs mounted on the roof 
at each end of the centre compartment. 

The main traction motors, which are of the twin armuture 
type, are rigidly fixed to the main frame of the locomotive, and 
transmit the torque to a gear wheel mounted on a hollow 
shaft or quill drive. The high-pressure apparatus is located 
in one of the sloping ends; the other sloping end contains an 
electric boiler for supplying steam for train heating. "һе 
capacity of the locomotive will be 1,800 horse-power, one-hour 
rating, or 1,260 horse-nower continuous rating. 

The Shildon and Newport section of the North-Eastern Rail- 
way is operated with d.c. at a line voltage of 1,500 voits. 
Three-phase energy is received. from the power company's 
system at 20,000 and 11,000 volts at the Aycliffe and Erimus 
rotary converter sub-stations respectively, where it is con- 
verted to direct current at 1,500 volts, and fed to the overhead 
track equipment. 

The sub-station at Aycliffe contains two 800-kW rotary sets. 
each set consisting of two 400-kW rotary converters connected 
in series. At the Erimus sub-station two rotary sets are in- 
stalled, but in this case one of the sets is of 1.200 kW capacity. 

With respect to sub-stations generally, the latest develop- 
ment with regard to these, which I saw in practice in the : 
States, is that they can be worked automatically. Each auto- 
matic sub-station contains a single rotary converter, together 
with the necessary alternating-current transformer and switch- 
gear and direct-current switchgear, and the various relays and 
other small devices for automatic control. The rotary con- 
verter starts up when 1t is required, and shuts down when 
it is not required, thereby reducing the time of idle running 
and cutting out the losses that would occur during that time. 
The arrangement of the automatic mechanism in conjunc- 
tion with the switchgear provides for the following cycle of 
events :— 
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lf a train or a single car is approaching the sub-station 
this will be indicated by a fall of pressure on the overhead 
ine which is connected to the direct-current busbar of the 
yub-station. As soon as this fall of pressure reaches a certain 
value, for instance, as soon as the pressure falls to 75 per 
cent. of its normal full value, а relay closes which starts 
a succession of movements of various switches, having the 
efect of starting up the rotary converter їп exactly the same 
‘way as it Would be started by an attendant. ‘The rotary con- 
verter is up to speed in about 35 ог 40 seconds, and it is then 
»nnected to the overhead line and takes its share in supplying 
power to the train which is approaching. So long as the train 
is taking power from the sub-station the rotary converter is 
kept running. When the train passes out of the section fed 
bv the sub-station, or when for any cause the train ceases to 
ake current, another relay in the sub-station comes into opera- 
ron and sets in motion a mechanism which 15 so arranged 
that after a definite interval of say 4 or 5 minutes the rotary 
aaverter 18 shut down if, in the interval, no further supply is 
mqurred. ‘This delayed action 1s necessary to prevent the con- 
verter being shut down too frequently, for example, when- 
eer the power is switched off the train for а halt at an inter- 
mediate station. The rotary converter having been shut down 
«n then be started up again in precisely the same way as 
son as another train approaches the sub-station. 

In addition to the various movements, &c., necessary for 
carving out this programme, other protective devices are pro- 
vided which guard against damage to the rotary converter 
under abnormal circumstances, such as short circuits on the 
line, overheating of the windings, or of the bearings in the 
rotary converter, &c. 

Thus, the sub-station attendant is entirely eliminated, and 
as, in many instances, sub-stations have to be in service for 
more than 16 hours a day, the introduction of automatic 
working eliminates the three shifts of attendants. All that 
is necessary is that the sub-station as a whole, including the 
iutematic relays, should be inspected at regular intervals. 

I went very carefully while I was in the States mto the 
question of the cost of running sub-stations. This cost 1s 
yenerally expressed in so many pence per unit sent out from 
the sub-stations and the figure naturally depends upon the 
вау of the sub-station, as it costs almost as much for 
an attendant to look after a small as a large plant. On the 
Chii, Milwaukee and St. Paul Railway, where the sub- 
айол plant is of considerable magnitude, the total cost of 
(ding attendants) maintenance and supervision, worked 
eütat only .048а. per unit delivered. Of this total the cost 
d attendants alone is .0315d., which shows that this is the 
гра] item in the total cost. If the sub-stations were 
чо Кей autematically— which is more than a possibility, as 
the method seems псу thoroughly well established in 
the States—the total cost of running the sub-station on 
that line would not be more than about .02d. per unit 
delivered. 

I would therefore submit that it has been shown that the 
ae of electric locomotives on railways shows many and great 
advantages. | 

Itis generally known that other countries have extended in 
tie wav of electric traction. far ahead of this country, probably 
ip account of. eheaner methods of generating electric power; 
"it [see no reason why electricity should not be generated by 
te use of waste heat, and methods of this description, with 
ach economy as to enable us to compete with electricity 
fenerated by water power abroad. 

I should like to emphasise very particularly the question of 
ғат generation of electric power, ns this is one of the govern- 
mg factors in promoting electric traction on railways. 

І believe that sunnly comnanies should be able to generate 
ths power much cheaner than a railwav company, as they 
mght to be able. generally, to get a much better load factor; 
ind the desire shonld be that electrical energy will be produced 
at such a cost as to ensure that the price for energy, plus the 
maintenance cf the railwav equipment, shall not exceed the 
Present coal and water bill. If this is done, undoubtedly 
electrification should proceed rapidly. 


DISCUSSION. 


Sm CuanuLES Parsons, K.C.B., F.R.S.. opening the discus- 
ton, said that Sir Vincent Raven had been amongst the 
ропеегз in the introduction of electric traction, and they 
must agree that he had proved the case for the new system, 
on heavy load lines, at all events. The steam locomotive had 
mly half the economy of the steam engine of the same size 
ina land station, on acocunt of the difference in the economy 
of the boilers. Furthermore, a large percentage of the coal 
was hlcwn up the chimney by the violence of the draught. 

e only question that could arise with regard to the enor- 
mous advantages of generating power on a large scale in a 
xed station was loss in transmission, and the capital cost of 
Tansmission, and Sir Vincent Raven had given them data 
‘hat should entirely set their minds at rest on that question. 
In America they had a great deal more water power than we 
тй. but water power was in fixed localities, whilst large 
"hersting stations could be erected where they chose. The 
"st of transmission was greater than was generally supposed, 
ind therefore water-power stations might not be as advan- 
есу as appeared at first sight. In this country the 


generating stations could generate electricity quite as cheaply, 
ir not more cheaply, than could be done ш the United States. 

Мн. Н. A. Watson, General Superintendent, North I;astern 
Rauway Company, said be was in entire agreement with Sir 
Vincent Raven ав to the advantages of electricity for the 
operation of railways. As was well known, the North 
Eastern Rauway Company had a scheme tor electrification at 
present under the consideration of the directors; personally, 
ne would be the better pleased the sooner thut scheme was 
carried into complete etlect. Аз un otticer of the company 
who was more specially responsible for the handling of the 
trame he репеуеа the adopuon о electric traction Would be 
beneficial, not only to the North-Eastern Railway Company, 
but also to its customers. 16 was quite clear, in his opinion, 
Wom investigations Wuich had been made at a great expendi- 
ture of time and trouble, that the movement of the traftic 
would be a great deal more rapit апа cemtortabie. Mr. 
Watson also argued that the electrification of railways would 
cheapen the price of electricity, basing the argument upon 
the tact that when the electrincation of the ayneside pas- 
senger lines was brought about, in 1904, the effect of the 
decision of the North-Eastern Railway Company not to 
generate electricity, but to purchase 16 trom the supply com- 
pany already cperating in the district, enabled that company 
to reduce its charges all round. 

Mr. Косек T. Smits, Electrical Engineer of the Great 
Western Railway, suid the result of the comparison of the 
steam and electric locomotives was a handsome balance in 
favour of the electric locomotive. What that balance was 
exactly, must be decided, and each railway would have to 
determine each particular case according to the circumstances 
hefore it decided upon electrification, because they had not 
got to the stage when any generalisation was possible or 
advisable, but pooling was essential if they were to reap the 
advantage of electric locomotives. He thought that with the 
present high price of goal the North-Eastern Railway would 
still be on the right side by 30 or 40 per cent. He hoped that 
at an early date the North-Eastern Railway would carry out 
its main-line electrification which was contemplated between 
Newcastle and York, as the North-East Coast Co. to-day 
was able to supply cheap electricity because 16 was one of 
the pioneers among the companies which installed generating 
stations with large turbines. With that cheap supply the 
economies shown in replacing steam bv electricity were such 
that that section should be a very profitable one to electrify. 

Mn. Е. Leigh MARTINEAU, of the "Still" Engine Co., 
raised the auestion whether they could take advantage of the 
economies of internal-combustion engines, and in that wav 
overcome the difficulties on those lines where the service was 
not dense enough to warrant the enormous capital expenditure 
for electrification. 

Mr. J. DarzieL, of the Midland Railway Co.. said it had 
been shcwn that they could make a saving, bnt it had not, 
so far as he could see, been proved that it would be a 
sufficient saving to show a satisfactory financial result. For 
Instance, what was the pesition op a heavy graded line? 

Masor S. G. Rop wan said that those whose business it war 
to. deal with electric traction knew its advantages, and Sir 
Vincent in his paver went straight to the noint to prove this. 

Sır Vincent Raven, in a brief reply, referring to internal- 
combustion engines, agreed that the advantages which he had 
suggested. and which had heen proved. were not advantages 
that could be applied generally, and the question of trans- 
forming traction from steam to electric must Һе one of 
degree, and not as a whole. There was no doubt that there 
was an onenine for improvement im railwav traction outside 
the question of electric traction. The steam Jocomotive had 
done well for one hundred vears, but it would, in a reasonable 
time, be supplanted. 


BREAKDOWN OF A 30,000-KW TURBINE.” 


On September 3rd a 30,000-kW turbine in the Schuylkill 
plant of the Philadelphia Electric Co. had just been taken off 
the bus-bars, and, foilowing the regular practice of testing the 
overspeed mechanism weekly, had been gradually brought 
above its normal speed of 1,500 r.p.m. until the automatic 
governor operated at 9 ner cent. overspeed, when the throttle 
closed and the machine began to slow down. A few seconds 
after the main throttle had closed, shutting off the steam to 
the unit, a loud hissing noise was heard, instantly followed by 
two heavy crashes and a shower of broken pieces of metal, 
including the exciter armature with the end of the mainshaft. 
Fortunately there were no serious Injuries to any of the 
employés in the plant, and comparatively little damage was 
done to the building or other eculpment. 

Messrs. H. F. Moore, professor of engineering materials, 
University of Illinois, and George L.. Kelley, metallurgist, of 
Philadelphia, were retained by the Philadelphia Electric Co. 
to investigate the cause ‘of the failure, and 16 is from their 
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bearings were broken, and the 20-in. mainshaft was broken 
off short between the bearing 4, fig. 2, and the generator. 
Other fractures were apparently due to flying particles. The 
broken wheel was approximately 9 ft. in diameter, and the 
pieces broken out were about 5 fi. long, ranging in width 
up to 22 in., and occurred about 38 in. apart on the periphery. 

One of the most striking features of the wreck was the 
breaking of the mainshaft and the tearing up of the surface 
of the exciter armature. 'The evidence seems, to Professor 
Moore, to show that the failure of the main shaft was one 
of the last events in the wreck. ^"' When the shaft failed," 
he says, '" the main generator field was left as a weight of 
about 50 tons overhanging the bearing B in fig. 2, which is 
4 diagram of the turbo-generator rotor. This heavy over- 
hung weight was badlv out of centre, therefore it would seem 
highly probable that if, under these conditions, rotation was 
kept up even for a few seconds, this heavy eccentric weight 
would be thrown against the armature windings of the 
generator, tearing them loose. Except at one end, where the 
blades of a small ventilating fan stripped off some insulation, 
the generator armature windings are uninjured. It seems to 
the writer that the breaking of the main shaft must have 
been about the last event in the wreck.” 

Still quoting Professor Moore, both fractures in the turbine 
disk showed evidence of a progressive fracture originating in 
à deep tool mark and extending almost through the thickness 
of the disk, together with a final sudden fracture resulting 
from the sudden tearing out of fragments A and в (fig. 1) 
from the disk after it had been sufficiently weakened by the 
spread of the progressive fracture. The cause of such a frac- 


ture must be sought in the existence of lateral vibrations in 
the disk. The steam jet enters on one side of the buckets 
and leaves from the opposite side. any frictional lateral drag 
from the steam is all in one direction, and as the disk revolves 
the steam must strike on any given blade with a regular 


ма Fragment B^ 
Fic. 1.—Dtasram or RUPTURED LOW-PRESSURE Disk. 


rhythmical variation of force. At certain speeds this rhyth- 
mical variation might be so nearly ‘‘ in tune " with a natural 
period of lateral vibration for the disk that severe repeated 
bending stresses would be set up. If such a critical speed 
existed between a state of rest and the normal speed of the 
turbine, the disk would pass through a brief period of severe 
sidewise bending stress every time the turbine was started, 
and perhaps every time it was stopped. If for a period of 
one second the turbine speed was sufficiently near the critical 
speed to cause severe lateral vibration, it would be subjected 
to, perhaps, 100 severe lateral stresses. The turbine was 
usually stopped and started every two days, and had been in 
service for about seven years. It seems probable that the 
disk may have been subjected to as many as 100,000 repetitions 
of severe lateral vibration— a sufficient number to develop 
such a typical progressive fracture as was shown. 

It may be noted that probably any dangerous lateral vibra- 
tion in the disk was a rather complex process. If the disk 
in sidewise vibration took a simple sidewise curve the blades 
of the turbine would hit the nozzles, or the edge of the disk 
would hit a diaphragm, before sufficient deflection took place 
to set up serious bending stresses, or, to put it in another 
way, with a one-lobe vibration, the radius of curvature of the 
bent centre line of the disk would be large and the fibre 
stress low. If, however, the disk vibrated in several *' lobes,” 
a considerable fibre stress could be set up with a small lateral 
vibration of the edge of the disk. 7 

The rough surface finish and the deep tool mark previously 
noted doubtless served to localise fracture due to any side- 
wise vibration. Judging from recent tests at the University 
of Illinois, made in the course of the Joint Investagation of 


the Fatigue of Metals, such surface conditions might reduce 
the ability of the disk to resist lateral vibration by as much 
as 20 per cent. s 2 | 

A progressive fracture having started, it might be expected 
to spread until the disk was so weakened that, under the 
steady centrifugal force due to rotation, a fragment would 
suddenly tear itself loose, the final failure being a sudden 
shearing or tearing of the metal not destroyed by progressive 
failure. 

The weights of the fragments (fig. 1) were found to be 
410 lb. for fragment 4 and 455 lb. for fragment B. The dis- 
tance from the axis of the main shaft to the centres of gravity 
of the fragments was found to be 3.39 ft. for fragment A and 
4.33 ft. for fragment в, which, at the normal speed of 
1,500 r.p.m., would give a centrifugal force to the fragment 
A of 1,250,000 1b., Mid i the fragment B of 1,350,000 ib. — 

If the primary cause of the wreck was a progressive failure 
in the turbine disk, then, when that progressive failure had 
gone far enough to allow the cenirifugal force to tear out a 
fragment, the metal from f to g (fig. 1) was cracked nearly 
through the disk. For fragment B the lines of final failure 
are nearly radial, and an approximate idea of the average 
stress set up may be obtained by dividing the centrifugal 
force by the area of the metal along ef and gh. This area, by 
measurement of careful sketches made from measurements 
of the fragment is about 36 sq. in. and the average shearing 
stress 1s 1,350,000/36 237,400 pounds per square inch. | 

By analogy with the distribution of shearing stress in 
beams, the shearing stress at the middle of the fracture may 
be expected to be not less than 50 per cent. in excess of the 
average, or 56,000 lb. per sq. in. This is well above the 
yield point in shear for 3.5 рег cent. nickel steel, and, in view 
of the probable irregularity of stress distribution over the 
fracture, is believed to indicate a stress sufficiently high to 
tear out the fragment. J 

If the primary cause were a progressive failure in the disk, 
then the wreck might be expected to occur at one of the 
regular periods of high speed. When, in order to try out the 
automatie stop, the speed was increased to 109 per cent. of 
its normal magnitude, the centrifugal force was increased to. 
1.19 times its normal value. This is a very material increase 
in the stress, and would seem to indicate that if a turbine 
is ever in danger of wreck from a progressive failure in a disk, 
it is at the time when, for any reason, the speed is increased. 

If the primary failure was in the turbine disk, then the 
other failures can readily be explained. The first effect of 
the primary break might well be to crack the casing, which 
would allow an inrush of air into the vacuum within the 
casing, and would cause the loud hissing noise noticed during 
the wreck. The flying-off of the fragments would batter and 
tear nozzles and diaphragms, and would throw the pieces 
against the walls of the steam passages, fracturing those 


low -presture stages 


Walls. If fragment в broke out first, then the rotating parts 
would be unbalanced by 1,350,000 lb., and after both frag- 
ments broke off, the unbalanced forces would be the resultant 
of the centrifugal forces of the two fragments, which resultant . 
Is graphically aeteimined in ng. 1, and found to be 850,000 Ib. 
That is, there would be a lateral force of from 850,000 lb. to 
1,350,000 Ib. acting on the shaft. Any exact computations for 
secondary events are quite out of the question, the action 
being complicated by the interference ot broken fragments, 
the inertia and the gyroscopic action of heavy rotating 
masses, and the magnetic forces of the field of the generator. ^ 
In a general way Mr. Moore pictures the course of events as ~“@ 
follows: The enormous latera! force first broke bearing B “ 
(hg. 2 downward. ‘This failure caused the rotating field to .** 
run out of true and the exciter end of the main shaft to bend ~“ 
near bearing А; which is spherical-seated. This jammed the 
exciter armature into the polepieces, bending and breaking ^"! 
off the shaft and throwing it to one side, together with pieces `?Ї 
of the exciter frame and bearing a. This apparently stopped ` 
the rotation of the shaft, disks, and generator field. During “* 
this action there was sufficient racking action on the shaft to Ҹ 
break up bearing c badly and bearing р slightly. There % 
seemed to be a general tendency for the rotating parts to *! 
move toward the exciter end of the generator. 

Referring to the disk, Dr. Kelley says: '' These fractures ys 
were on the portion of the bucket wheel that was still in 2 
place on the shaft. Immediately below the rim, and for some Ye 
inches beyond, evidences of dendritic structure were clearly ts 
discernible. This indicates that the wheel was probably made ‘ty 
from cast steel in distinction to forged steel. It also indicates ШМ 
that the original cast structure had not been effectively "ii 
destroyed by heat treatment. As the centre of the wheel is 
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approached the dendritic structure disappears, and for a 
еш of about 25 in. both fractures present a very smooth 
arface, having the characteristics of nard metal. Two test 
pieces were taken in a tangential direction from one of the 
are fragments at distances of 12 and. W in. from the 
periphery of the wheel. The latter position is within about one 
inch of the metal, which appears hard. The test results indi- 
ate that there is no difference in hardness in the two posi- 
tions. This smooth fracture somewhat suggests the appearance 
of a detailed or progressive fracture, but no evidence of the 
rubbing of crystals was noted, nor could any flaw be located 
which could have initiated the fracture. [t seems improbable 
ibit these are progressive fractures because of the large area 
and because there are two similar fractures on opposite sides 
of the wheel." | 

In Dr. Kelley’s discussion of the cause of the failure he sug- 
“ests that the failure of a bucket followed by jamming between 
the wheel and the casing may have been a cause, or the bucket 
wheel may have broken. No evidence of failure was noted 
which could be attributed either to the quality of metal used 
o to the method of machining. Present practice involves 
the use of forged steel instead of cast steel, and all are heat- 
veted by quenching and drawing instead. of by annealing. 
[us process gives a bucket wheel having moderately high 
wivsical properties, and one that it much less subject to failure 
‘rom fatigue stresses. ү? ^ "a | 

* [tis now the practice of the General Electric Co. to specify 
that turbine bucket wheels for all the larger turbines and 
many of the smaller ones shall be forged and then heat- 
treated by annealing, quenching. and drawing. .À second 
qmnenehing is used by some manufacturers, and possibly by all. 
The likelihood that this would have a beneficial effect on the 


structure of the steel would, in my opinion, justify its specifi- 
cation in all cases. I believe the use of cast turbine bucket 
wheels has been abandoned. Because of the shape of these 
Wheels some security would be gamed if all bucket wheels 
were tested at more than two points to ensure uniformity in 
properties. The General Electric Co. has had such a plan 
under consideration, and at present may have it in use. 

In design, abrupt changes of section and the forination of 
sharp angles in bucket wheels should be avoided as far as 
possible. The design of the rim still offers opportunity for 
improvement in this respect. I have reference to sharp, 
angles in the groove. 

As to the selection of material to be used, physical properties 
required and method of heat treatment, no better practice 
than the present one occurs to me. Аз suggested above, a 
more rigorous testing may be justified. 

I am aware that the General Electric Co. has taken pains 
to leave machined surfaces free from sharp corners. lt is 
important that this caution be maintained, for such points 
may serve as a locus of weakness resulting in‘ fracture." 

An editorial comment states that à subsequent examination 
of the diaphragms brought out a point not mentioned in 
either of the reports; that is, that the diaphragm next to the 
wheel that failed had been rubbed by the bucket shroud band. 
the indentation due to the wear of the band in the diaphragm 
being as much as one-eighth of an inch around the entire 
periphery. The turbine engineers of the General Electric Co. 
feel that in all probability this is the exciting cause for the 
axial vibration referred to by Professor Moore, and that it 
probably occurred from time to time when the machine was 
being put into service, and before the entire strvcture became 
uniformly heated. 


THE CANADIAN MARKET. 


Some of its Difficulties. 


Tueke is a hint at an apology in the foreword of Capt. E. J. 
niwards’s report on the conditions and prospects ot British 
tnd: in Canada, which has recently been issued by the De- 
\зтлепё of Overseas Trade. (H.M. Stationery Office 2s. 34.) 

li. idea m preparing his report has been to devote his at- 
wa to the present and the future, and only to refer to 
tke; ist in order to show the importance of the market for 
vre s commodities. Criticism will, Capt. Edwards expects, 
те ей at him for dealing with certain comparatively un- 
mpa ant trades, and too little with the important. 

His *easons for this course are, however, quite sound. As 
le po its out, manufacturers of many staple lines possess an 
меш e and practical knowledge of conditions and prospects 
m tk r own particular trade. Therefore the report deals 
sun with lines of goods which are being brought almost 
"ге! from foreign countries. 

Capt Edwards s enthusiasm over the pcssibilities of selling 
лоп British lines in Canada will, it is feared, not be wholly 
wared oy electrical manufacturers here. It is to be hoped, 
D"eve , that his confidence may inspire them to renewed 
оп. 

There ‘is litt'e need to emphasise the 

American powerful part taken by electricity in 
Standards. Canada, due to the wealth of cheap energy 
produced from its prolific water-power. 

As has been reported frequently in these columns, the British 
wiunfacturer is confronted with a difficult task in overcoming 
tu Dominion’s predilection for American standards—with 
neh his products do not always conform—and the competi- 
^n of both United States and Canadian manufacturers. The 

Avantage possessed by these competitors in the matter of 
eight rates, is less marked in Western Canada than it is in 
Шапо. ft is to be hoped that in the former territory, at 
11у rate, the old country may succeed in obtaining a good 
""pertion of the important telephone contracts which ure 
pending. | 

Capt. Edwards's opinion which, he says, is shared by all 
tho have a knowledge of trade conditions in Canada, is that 
tow is the crucial time for manufacturers from the United 
kingdom to regain or obtain trade. In his view the Cana- 
“lau Government and people have shown in a marked and 
tangible way their desire to encourage imports from the 
United Kingdom rather than from the United States, for 
hot only does the former enjoy preferential tariffs, but owing 
^ the recent enactments, the Dominion will in effect be 
‘ing а further preference, so long as the Canadian dollar 
n appreciated in relation to sterling and deprecinted in terms 
ul American currency, by calculating Customs duty on the 
| оо value of goods imported at the current rate of ех. 
change. 

Attention is drawn by Capt. Edwards to the educational 
stitutions of the Dominion for which much additional build- 
ng and equipment is planned. United States manufacturers 
= publishers realise the importance of impressing the coming 
Шо professional and business men and women. The 
с. » 18 18 found in the" laboratories, engineering shops, 

“tine research departments, and other sections of edu- 


cational institutions. For example, those — niversities which 
have a course in agriculture, have a stant ard exhibit of all 
classes of agricultural implements and ir whinery, and not 
only are students instructed in their me ‘hanism, but they 
have opportunities of putting them into р actical use. These 
exhibits are loaned free of charge and carriage. paid to the 
universities by the vagious makers, and immediately a new 
model is introduced, it is substituted tor that already ex- 
hibited. The suggestion is that British manufacturers should 
follow this example. 
Agency On the subject of agents, the report 
Осе сн refers to the necessity for having more 
t 7* than one representative in Canada. 

Except in very special cases a United kingdom manufac- 
turer cannot obtain the best results from the Canadian market 
unless he Has the Dominion divided into three or four terri- 
tories with a representative in each. - 

Although a certain number of manufacturers in the United 
Kingdom still hold to the method of combining Canada and 
the United States in one agency, and of letting the agent in 
the latter work both countries, it is satisfactory to learn that 
this method is on the wane. Many of such arrangements date 
back to the period when the population. and purchasing 
power of Canada were small compared with the present. For 
many reasons the method is now undesirable. Distance im- 
pedes its success. ‘Lhe strenuous competition of these davs is 
another reason against the method, and the sentiment ot the 
Canadians is also-against it. They do nct see why any of 
their money should go to United States agents who spend 
little in the Dominion, when there are many reputable firms 
and individuals in all classes of trade who are Canadians and 
fully competent to represent adequately United Kingdom 
manufacturers. | 

| n During the vear ending March 3lst, 1921, 
‘Engineering and the total machinery imported into Canada, 

Machinery. excluding agricultural, amounted in value 
| to $44.642.000, of which no less than 
$40,767,000 represented importations from the United States, 
while the United Kingdom was responsible only for $3,546,000. 
Although the last-mentioned figures are more than double those 
of the preceding vear they are, as Capt. Edwards savs, anv- 
thing but satisfactory, especially as during that period United 
States trade increased by віх and а half million dollars. 

At the time of writing, he adds, few orders are being placed 
for machinery, and there is little likelihood of any improve- 
ment in the immediate future. This is brought about by the 
neriod of denression through which Canada, in common with 
the rest of the world. is passing, and also because buvers are 
hoping that prices will still further decline. It is impossible 
to write m detail regarding the prospects for all the various 
classes of machinery. so he confines himself to general remarka 
which may be applicable to all. ‘In ‘the majority of cases 
tenders and delivery are required in a hurry. For instance, 
a town may have been perfectly contented with its existing 
water supply until at one meeting of the council it i8 proposed 
and cari;*d that a. new plant be installed. Tenders are called 
for immea, *ely and the question of delivery is a predominant 
factor. Natu 'lly, United States engineering firms benefit by 
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this Canadian characteristic, and this brings me to my second 
point. There is seldom sufficient time for blue prints or specifi- 
cations to be obtained and sent home so that United Kingdom 
manufacturers may tender. Consequently adequate local repre- 
sentation is essential, either by branch houses or by agents. I 
use the word ' adequate ' purposely, for I consider it impera- 
tive that the agents should be really technical men with an 
expert knowledge of the various types of machinery which 
they are trying to sell and the uses to which these are put. 
Thev should be so qualified that where there is not sufficient 
time to mail particulars to their United Kingdom principals, 
they are able to put the salient points succinctly in a cable. 
I would urge United Kingdom engineering firms when re- 
plying to a Canadian inquiry to remember the proximity of 
the United States, and therefore to quote their very lowest 
prices, and to give the most forward delivery date possible, 


which must be rigidly adhered to should the order eventuate.”’ 
Capt. Edwards says it would certainly be of benefit if H.M. 
Trade Commissioners in Canada were kept supplied with 
illustrative and descriptive catalogues of all classes of ma- 
chinery and engineering work. `` Only this week a visitor to 
my oflice stated that he would have to order certain equip- 
ment from the United States because he felt sure that no 
firm in the United Kingdom could produce the exact type 
he wished. T told him the names of three makers who. 1 
believed, could satisfy his requirements, and offered to cable, 
but he informed me that this would take up too much time 
and it would be difficult to give sufficient details by wire. Evy 
яп extraordinary coincidence, on the same day a well-illus- 
trated catalogue arrived frorn one of the three firms which I 
had mentioned, and in it was depicted exactly the class and 
type of machine for which the inquiry called.” 


INDUCTION-TYPE 


SYNCHRONOUS MOTORS. 


By L. H. A. CARR, M.Sc. (Tech.), M.I.E.E. 


(Abstract of Paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THE importance of power factor correction 18 so well realised 
that it 16 unnecessary to labour the point, but, owing to the 
high capital costs now involved, it 1s more than ever necessary 
to utilise existing cables to the fullest extent by making them 
carry a current as nearly as possible in phase with the pressure. 
The induction-type synchronous motor or synchronous induc- 
tion motor has been developed to produce a motor which, while 
retaining the advantages of a synchronous motor as regards 
its property of power-factor correction, possesses the good 
starting characteristics of the slip-ring induction motor. It 
consists essentially of an induction motor coupled to a d.c. 
exciter. It is started up as an induction motor and, when 
the exciting current is switched on, it synchronises itselt and 
then continues to run as a synchronous machine. 

The secondary may carry, in addition to the '' power cur- 
rent," a part cr the whole of the magnetising current, and 
possibly even an over-magnetising current which will give a 
leading component to the primary current. The secondary 
current is controlled by external means, and does not increase 
automatically when an overload is applied. Hence the normal 
full-load excitation of a synchronous machine must be large 
enough to allow for a reasonable overload capacity. 

The economical method is to run the motor normally at a 
leading power factor of about 0.9, and thus utilise the extra 
excitation to correct the power factor of other parts ot the 
system. In the majority of cases there will be little difference 
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in first cost between a synchronous induction motor arranged 
for unity and one for 0.9 leading power factor, since, in order 
to allow for the necessary overload capacity, the same exciting 
member has to be used in each case. | | 

‘The principal advantage which the synchronous induction 
motor possesses over the plain synchronous motor lies in its 
sturting characteristic. It starts up from rest like an induc- 
tion motor and easily synchronises itself almost instantaneously 
against full or more than full load. Compared with the cor- 
rected induction motor, i.e., the induction motor fitted with 
a phase advancer or vibrator, the synchronous induction motor 
possesses the following advantages :—!а) It may be corrected 
not merely to unity, but to a leading power factor, for which 
it is even more suitable. (b) It delivers a leading component 
of current down to no load; in fact, this component increases 
elightly as the load decreases. (c) The action of a phase ad- 
vancer is to increase the slip. The synchronous induction 
motor, on the other hand, runs at constant speed; it has 
zero slip. (d) The commutator, which it appears must be 
introduced into all machines that act as correctors of power 
factor, commutates low-voltage direct current. 

Two slightly different types of synchronous induction motor 
are at present manufactured in this country. but in botn the 
stator is a standard induction-motor stator. In the one type 
the rotor is always of the three-phase type. Although when 
excited Uy d.c. one-phase carmes twice as much current as 


either of the otber two, it is usual to make all the conductors 
of the same size. When running synchronously this three- 
phase winding has an exceedingly good dainping effect. In the 
other type, the main rotor winding consists of concentric 
coils of tlat copper ribbon wound in open slots, covering about 
two-thirds of the rotor periphery. This is frequently the only 
winding, the rotor thus being single-phase (in which case the 
centre of the pole is left unsiotted). Occasionally the remain- 
ing third of the rotor periphery is wound with a second phase 
of reduced cross-section for starting, this winding being short- 
circuited to act as a damper winding when the machine is 
running at full speed. In both types each motor has its own 
exciter. 

The starting presents no difficulty, since the self-synchroni- 
sing feature of these machines is their спу unusual character- 
istic, and it is important that the large torque which they can 
exert while synchronising should be fully realised. After the 
machine has attained its full induction-motor speed with all 
external resistance in the rotor circuit short-circuited, then (in 
order to synchronise) the rotor circuit is momentarily opened 
and closed again so as to include the exciter in circuit. For 
a short period after this switch is closed the rotor carries both 
the induced a.c. and the forced d.c. The final action of these 
two currents is to cause the machine automatically to accel- 
erate still further, and in normal operation synchronous speed 
is reached in a fraction of a second, the machine then settling . 
down to run as a normal synchronous motor. 

The principles underlying this operation may be more easily 
followed if the case where the machine is unable for some 
reason or other to synchronise itself be first considered. | 

When d.c. is switehed on to the rotor the machine will 
develop a torque as a synchronous machine, and as the rotor 
slips back through a pole-pitch (relatively to the synchronously 
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rotating field) this torque is alternately motoring and genera- 
ting and causes a fluctuation in speed. Since the machine 
is running below synchronous speed there will exist in the 
rotor, superposed on the d.c., an induced a.c. which will vary 
not only with time, but with the speed of the rotor. This 
current will produce & varying torque which must be added 
to the synchronous torque to obtain the total torque. The 
torques acting on the rotor as it moves back relatively to the 
synchronous field are shown in fig. 1. . | 

With a cylindrical rotor, neglecting minor corrections, the 
synchronous torque is represented by a sine wave (curve A). 
The fluctuating induction torque is represented by curve B. 
and the sum of A and в gives the total motoring torque с. If 
the load torque, which is constant, is plotted above the datum 
line D instead of below it, the difference between C and D 
(shown cross-hatched) gives the torque causing acceleration 
and deceleration of the moving masses. The variation in speed 
produced by this torque is shown by curve E, which also 
represents the slip, to which the induction torque is propor- 
tional. The mean speed occurs when the synchronous torque 
is а maximum, во that only half the positive lobe of the 
torque curve is available for acceleration. above the mean 
speed. Since the speed is not constant the angle swept out 
is not proportional to time, and the areas of the torque ш 
in fig: 1 are not proportional to the work Aone. In fig. 2 the 
same speed curve is transferred to a tirne basis. 
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The actual stator and rotor currents of a machine which 
ней to synchronise are shown in fig. 3, and if the machine 
p to synchronise, the oscillation must be large enough to allow 
the rotor to swing right up to synchronous speed. 

The machine reaches synchronous speed when the angle of 
ну between the centre of the rotor pole-face and the centre 
ad ће synchronously rotating flux wave is greater than 90 
cxtrical degrees. In the steady condition of running as a 
,Dchronous motor, however, this angle of lag is less than 90 
electrical degrees. The rotor will therefore. due to the excess 
„f synchronous torque over load torque, accelerate still further 
nd creep forward to its stable position, where synchronous 
wue Is equal to load torque, at which it will finally settle 
iter a slight oscillation. 

During this creeping forward of the rotor the slip 1s nega- 
схе, and hence there will exist in the rotor a small induced 
current in the reverse direction to that which existed during 
the actual period of synchronisation, as shown in fig. 4, which 
was cbtained while а machine synchronised itself. There 1s no 
«rious disturbance on the line, the maximum current being 
0: more than about twice the full-load current, and persist- 
rz; in the case of successful synchronisation, for merely а 
поп of a second, and, in practice, with normal slips, it is 
aeedingly rare for a machine to fail to synchronise on the 
иң upward swing. 

The critical case in which the machine will only just syn- 
(гше 18 of importance, since this gives the limiting condi- 
suas under which synchronisation can be guaranteed. This 
к represented in figs. 5 and 6, and the curve of speed is 
simptotic to the synchronous speed, the machine synchronis- 
лі збег an infinite time with a pole-lag such that the 
svnebronous torque is Just equal to the load torque. 

The synchronous induction motor can be arranged for any 
desired pull-out torque, the most economical figure being from 
77 to 100 per cent. overload for a machine having a leading 
jer factor of 0.9, and correspondingly higher figures for a 
pwer factor of 0.8 or 0.55. The pull-out torque when the 
machine is running as a synchronous motor may, however, be 
:A.reased (if а large temporary overload has to be carried) by 
increasing the excitation above the normal value. 

The argument put forward in support of phase advancers, 
that should any breakdown occur in the exciting circuit, the 
шеш motor сап still be run as a plain induction motor, holds 
ruly good with the synchronous induction motor. 
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It is necessary on synchronous induction motors to keep the 
"tation voltage low. ‘The relationships between the excita- 


эл voltage, excitation current, and the open-circuit voltage : 


‘ithe secondary at standstill follow certain natural laws 
yond the control of the designer). 

Thus, with a secondary loss of З per cent., an overload capa- 
aty of twice full load, and a limiting starting voltage of 2,000 
the figure usually adopted for large machines), the excitation 
“лие will be 36.6 for a star or single-phase secondary, and 
13 for a mesh-wound secondary. With larger machines the 
nuo of excitation volts to excitation amperes becomes unduly 
cx, and it is usual to arrange the secondary winding in two 
cults, which are connected in series for excitation purposes. 
Tus doubles the excitation voltage and halves the excitation 
current. 

in "inverted " machine. that is to say, to connect the 
“tly to the rotor and use the stator as a secondary or excit- 
ing member, has advantages. Ths construction has already 
' applied to several machines, and it appears probable that 
13 the future this practice will be extended. 

The efficiency of the synchronous induction motor with a 
siding power factor of 0.9 is usually not more than 1 per cent. 
low that of the plain induction motor. The increased losses 
ate due to the extra excitation necessary to give the required 
‘Setlcad capacity, although this increase is partly offset by the 
mluced stator loss when the power factor is higher than that 
af the induction motor. The price of a synchronous induction 
motor having a power factor of 0.9 is about 25 to 40 per cent. 
Wuzher than that of a plain induction motor, all accessories, 
^, switchgear, exciter, &c., being included. This figure 
sould, however, probably be considerably exceeded in the case 
‘machines below 100 h.p. The induction motor takes a mag- 
"пр component of 48.5 kVA per 100 kW input, while the 
“nehronous induction motor gives out a magnetising com- 
"nent of 48,5 kVA, that is. the advantage of the latter over 
the former is 97 reactive kVA. To obtain this. the first cost of 
^e machine is increased some 33. per cent.. or, roughly., the 
^p] cost per leading kilovolt-ampere is one-third of the 


capital cost per kilowatt, while, since the extra loss is only 
1 per cent., the apparent efticiency of Ше leading component is 
of the order of 99 per cent. 

On account of the power-factor-correcting duty of the 
synchronous induction motor, it is most suitable for use in con- 


 nection with drives where it will be required to run con- 


tinuously, when, although the load may be varying, the power- 
factor correction still continues. Many machines of this type 
have been built in this country during the past few years and 
have been successfully applied to a number of different duties. 
Below 80 or 100 h.p. the relatively sinall amount of leading 
kilovolt-amperes obtained and the increasing relative cost of 
the synchronous induction machine render it less popular, al- 
though machines as small as 6U b.p. have been put into com- 
mercial use. The real field for these machines may be said to 
be from 150 h.p. upwards. The size to which they can be built 
appears to be practically unlimited. 


DiscussioN IN LONDON. 


Dn. S. P. SMITH opened the discussion by congratulating the 
author on having written what was practically the first paper 
on the important subject under review. He explained that 
there were certain great disadvantages connected with the 
machine described that made the salient-pole machine to be 
preferred, and as regarded its adoption, much would depend 
on whether power-factor correction or a large starting torque 
was required. In France it was the need for correcting power 
factor that had encouraged the use of the type of machine 
described. The necessity of a low-voltage commutator was 
a disadvantage, and in order to obtain a reasonable overload 
capacity it was questionable whether it would not be 
preferable to waste excitation by using some of it to drive the 
flux across a larger air gap. They ought not to lightly forgo 
the ability to short-circuit slip rings and lift brushes. 

Mr. Н. M. Sayers remarked that power-factor problems 
were becoming important, because the 3-phase system of dis- 
tribution was becoming standard practice in this country, and 
it was, therefore, good to be told of another way of improving 
power-factor. The average 33 per cent. increase in cost was 
a serious point. It rested with the supply authorities to 
devise tariffs that would induce users to improve the power 
factor. Another disadvantage of the machine described was 
the existence of a commutator, however small it was. Not 
enough use had been made of condensers to improve power 
factor, and some types of condenser had not even been con- 
sidered. Why was one of the three phases of the machine 
made to carry twice as much current as either of the other 
two”? Surely fhat indicated that either the copper or excit- 
ation could be economised, and would it not be preferable to 
add something to the switchgear, so as to enable the exciting 
circuit to be made a single-phase one? ‘The title of tha 
paper was somewhat contradictory. 

Mr. BunNAND compured the machine described with other 
types, and pointed out that, although 16 was more expensive 
and its efficiency and pull-out load were lower than those of 
a straight-through machine, the former had the advantage of 
being capable of starting on full load. 

Mr. Ayres thought that the future of the machine being 
discussed was and would continue to grow. It must have a 
reasonable overload capacity, otherwise the '' wobble factor ” 
(i.e., tendency to pull in and out of synchronism) became in- 
convenient, as was the case with machines which were being 
sold now for which it was claimed tbat they would start on 
full-load current at 0.8 load. The author had not been quite 
fair to phase advancers; even the 33 per cent., stated to be 
the increase in price of the machine described, was only a 
comparative figure. In some cases the difference was only 
3 per cent.; moreover, the efficiency was not so low as was 
indicated in the paper. 

Mr. J. Н. JonNusoN was of the opinion that simplicity and 
reliability were esseutial if the machine was to compete with 
those which were at present looked after by unskilled opera- 
tors. The machine would be welcomed by supply authorities, 
and (in reply to Dr. Smith) the principal reason for its use 
would be the improved power factor that would result there- 
from. Obviously, a motor that would do that and at the same 
time was capable of performing useful work had advantages. 
Regarding the size of motor used, some 50-h.p. 750-r.p.m. 
machines had proved commercially possible, but the state- 
ment that their cost was 33 per cent. above that of the 
ordinary type was not correct. They would have nothing 
whatever to fear from the point of view of cost if the power 
factor correcting properties of the motor were considered. 

Mn. CHATTERTON SMITH explained that he had gained some 
useful insight regarding the conditions that obtained inside 
the machine by means of oscillographs taken during tests on 
an ordinary motor that was direct coupled to one of the 
tvpe described in the paper. 

Mn. W. M. Servey said that the author's firm had recently 
converted an ordinary induction motor into an induction-type 
synchronous machine, and it had given no trouble whatever, 
in spite of warnings to the contrary. They had a new weapon 
to attack the power-factor problem with, which would be 
very valuable, especially as many existing machines could be 
converted with little trouble. | E 

Mn. L. H. A. Carr, in reply to some of the pointe raise 
during the discussion, protested against the machine being 
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` fermed a new niotor; it had been made commercially for the 
past twelve years in this country. He thought the feature 
that was appreciated most was its high starting torque; the 
title of the paper was poor, he agreed, but there was no better 
one. He knew of no trouble due to commutation having 
been experienced, and as both types of machine had their own 
fields of usefulness neither would prevail. Whether it would 
benelit the user to pay the extra cost of the machine depended 
on the tariff on which he was charged for energy. In one 
case а machine had paid for itself m eighteen months. He 
had been too severe in some of his statements, and it was 
true that smaller machines than he had indicated could be 
successfully installed. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on TUESDAY cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


Trade Unionism. 


I read with considerable surprise your comments concerning 
Trade Unions, contained in your issue of December 23rd, 
under the heading " Electricity in Mines." For a paper 
that has so often advocated Whitley Councils as a means of 
arbitration, openly to state that trade unions are mainly 
to blame for the present state of the coal industry, &c., seems 
sulnewhat inconsistent. 

You refer to economic laws, but what are they? Is there 
not one law for the employer and another for the employe? 
Take as an example the recent slump in the coal industry ; 
according to " economic law " the wages of the miner had 
to be reduced, but not so the royalty received by the land- 
owner, who did not produce the coal, nor even work, but paid 
an agent to work for him. t Economie law " then reduces the 
wages of a worker, whilst allowing a non-worker to receive 
money for minerals produced from the land. This, then, 
seems to be in favour of the letters written by Dr. Gisbert 
Kapp and Mr. John E. Grant, in your issues of October 25th 
and November 11 on " The Principles of Wages Determina- 
tion." 

The trade unions, like many other people (often better edu- 
cated), have made their mistakes, but if an impartial view is 
taken of the continual fight throughout history against the 
diabolical conditions which prevailed in coal mines and fac- 
tories of years gone by, it must surely be admitted: (1) That 
the very existence of trade unions is due to these bad condi- 
tions.. (2) That the worker has always had to fight fcr his 
rights, wrongfully denied him by the powers that be, and with 
all shame to England still has to do so. i 

May the time speedily come when right (ever the strongest 
weapon) will win. 

| Fairplay. 
December 26th, 1931. | 


“(Whitley Councils are one thing and political strikes are 
another; we did not attack trade unionism, but trade-union 
policy. Trade-union leaders admit that the recent miners 
strike was ill-advised and disastrous in its effects; whatever 
benefits the miners secured by it could have been obtained 
without any strike at all, and if the Whitley Council system 
had been in force in the mining industry, there would have 
been no strike.—Eps. Brec. Rev.] 


Removing Lacquer from Lamp Bulbs. 


I beg to ask through the medium of your paper if any of 
vour readers know of a good method for removing lacquer 
from electric lamps. I am working as an operator at a 
Manchester picture house, ind in the ceiling lighting we have 
two sets, the usual white and red; I am puzzled how to re- 
move the lacquer from the lamps that have faded or are 
showing white spots. What I wish to do is to remove the 
old lacquer so as to be able to use them again; I have tried 
scraping the lacquer off, but in most cases the filament was 
broken in the process. | 

Т. Е. Baldwick. 

Manchester, 

December 28th, 1921. 


A Dynamo that Grew Tired. 


Т should be very grateful if vou would give me an expblana- 
tion or put forward a theory which would account for the 
: peculiar behaviour of the generator described below :— 

The machine 15 а two-pole. comnound-wound dvnamo, 
driven bv a single-cylinder steam engine by means of а belt 
drive. Its duty 1s to run lighting and motors 1n a works after 
‘the major part of the load has been cut off for the day. The 
machine is designed to give 990 volts and 190 amperes. : 
` The generator load never exceeded 100 amperes, and this 
load was carried easily without any sparking or beating. 16 


was found one day on running the machine up and placing 
it on load, that while the excitation was perfect, the machine 
would not take the usual load by about z) amps. without the 
voltage rapidly falling away, but would continue to run per- 
lectiy at, say, 80 amps. After а lapse of three days the 
machine would not carry a load of more than 40 amps.; still 
it excited quickly on starting up, and maintained its voltage 
at 40 umps. Eventually, while the machine still excited as 
Well as ever, the load carried would not exceed about 5 amps. 
without consequent loss of voltage. 

The condition of the machine for insulation was about 
1.25 megohins, non-contact practically infinity and continuity 
was good, commutator clean, and brushes bearing evenly. ‘Lo 
remedy. this detect. the following experiment was tried, and 
evidently with success, as the machine has now been running 
for over two months, and is carrying a load of 120 amps. 
without anv trouble :— | | 

Ist, reverse polurity of machine and place оп a medium load 
Instantly. 

2nd, reverse again to original polarity. 

The machine then ran with load as before stated. 

Puzzled. 

December gist, 1921. 


Support for French Industries. 


With further reference to my letter to you, which appeured 
in the October 7th issue of the ELECTRICAL REVIEW, the result 
has been quite interesting to me, for I have been favoured 
with letters from a good many French manufacturers, and m 
some cases have had a visit from their representatives, whom 
I have been able to help by suggesting names of engineers 
to call upon and correspond with. І 

The engineer representing one firm in particular, on а 
return journey, informed me that he had been extremely well 
received, and from his conversation I gathered that there 1s 
evidently a strong desire to do business with our French 
friends. 

Further, I think if French manufacturers were to appoint 
a resident. local representative for this particular district they 
would get into quicker personal touch with their customers. 

I believe some of our own firms do not yet realise the extent 
of potential engineering business in South Wales, from the 
very largest structures and machines down to the smallest. 

Moreover, when a customer or prospective customer has to - 
visit a neighbouring country to inspect works and products 1 
think he would as soon go to France as any other country. 
Many of our countrymen visit France for pleasure, and would : 
like to visit it for business, and perhaps by combining the two . 
make both pleasurable. 

C. T. Allan, 


Assistant. Manager, South Wales I5.P.D. Co., 
Cardiff. 
December 31st, 1921. 


Re Calendars and Almanacs. 


The fifth note under this heading in your impression of 
December 28rd seems to have been written by no less a per- 
sonage than St. Anthony of Padua. As the personage in 
question is apparently spending some of his spare time with 
vou, it is dithcult to know whom more to congratulate, your- - 
selves or your readers. | [ 

Since the identity of the lady in the picture has been the 
subject of a considerable amount cf inquiry, so that it mav. 
in time, rank with that of Beatrice and La Gioconda in the 
realm of the conjectural, we are infornred by an Arabian sage 
that this is an incarnation of the Fairy Péri-Banor mentioned 
in Sir Richard Burton's translation of the © Arabian Nights.” 
and, therefore, no doubt familiar to the majority of your 
readers. Further, that she owes her name tg her origin from 
Perry Barr. 

Ananias. 

December 29th, 1921. 


Leaves from an Inspector's Note Book. 


Whilst disinclined to continue correspondence on this sub- 
ject, in view of the compliment by Mr. Abraham that engineer 
surveyors ‘ав a rule are very tactful. nice engineers," I do 
so only because I consider his attitude an altogether biased 
one, and very academical. My "'guess"" as regards his 
“ throne ” shaking he admits to be correct, but the other, as 
to bad overloading of the motor he tested, apparently was not. 
I ought to have also guessed, I suppose, that it was a blower 


‘motor, but the pity was that he did not вау so previously. 


The two points on which I directly challenged him he has com- 
pletely ignored: the reason is obvious. | 
Mr. Abraham has now dropped the sinall-salary complaint 


against inspectors, and enlarged on the '' few exceptions " (о 


the *' Anode " type), who are '' bossy, conceited, and unlike- 


‘able individuals with opportunities." at the same time admit- 


ting that there are black sheep in every flock. 
As to an “ass” being let loose on society as an engineer 
surveyor, take the case of such a one, due to friends’ influence. 


‘being let loose on society as chief of.an electricitv supply 
‘undertaking: in time even he would, I feel sure, set fire to the 


SS Sass "^^" 
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bushel hiding his light, and inflame even the retired grocer 
and pork butcher councillors he attempted to advise. It may 
be taken for granted that an insurance company would not 
sufler an “ass” of a surveyor long enough to damage its 
business connection. 
. Mr. Abraham advises insurance companies to stick to insur- 
ing plant which only is in the hands of laymen and handymen. 
His advice will be ignored, proving that his views on the 
subject are academical and out of touch with modern develop- 
menis. “һу, one of the largest manufacturers of electrical 
piant in this country insure the most valuable of their products 
(and it is inspected, too) during the guarantee period. Lf so 
(and these people will not be lectured from a switch gallery) 
their customers also you may depend have considered it a busi- 
ness proposition to continue the insurance, although they may 
employ engineers, and can ill-afford the luxury, so-called. 
Engineer surveyors daily examining modern plant, such as 
mil equipment, electric furnace gear, both at the manufac- 
turers’ works and in operation, in addition to colliery plant 
and corporation power etations, and also dealing with break- 
downs and instructing as to the repairs of practically all types 
and capacities of motors, generators, and transformers, &c., 
are quite competent to poke their noses into power stations 
aud to rub shoulders with the chief, and entirely ignore the 
shiit and switch engineer, although Í have met a few of them 
who are decidedly more heady than their supposed superiors. 
Engineer surveyors are to-day paid a salary in proportion to 
their years of service, and this is equal whether a man be 
boiler or electrical inspector. Most chiefs at power stations 
have nothing but praise (like Mr. Abraham), for very good 
reasons, of the boiler inspector, and I can assure them they 
will find the electrical inspector just as competent and nice, 
and can ignore 15-year old grievances and the '' Anode ” 


example. 
H. W. Walker, A.M.I.E.E., 
Sheffield, Engineer Surveyor. 
January 2nd, 1922. 


[Ву а misreading, for which he accepts the blame, Mr. 
Valker's initials were Incorrectly given in the signature to 
his previous letter. If authors and correspondents, in addi- 
uon to signing their MSS., would print their names in 
capitals, editors and compositors would be grateful.—Eps. 
tec. Rev.] 


I heartily endorse Mr. A. J. Abrahain’s remarks in his first 
letter regarding ** Anode,” but I must take exception to the 
phrase in his more recent letter in reply to Mr. H. W. Walker, 
in which he states that '' even the shift engineer is his equal ”’ 
(meaning '' Anode '). 
know why he made such an odious comparison, especially as 
it originates from one who has the honour which the letters 
after his name imply. Surely if һе were engaging a “ shift 
engineer °’ he would require a few more qualitications than 
those apparently possessed by '' Anode ''; or is һе simply con- 
tented to have anything that drifts in? To use his own words, 
it leaves a very nasty taste, especially as he says: ''even the 
shift engineer ’’; it sounds as though he had forgotten the 
accent on the ''even." Не must admit that among shifts 
ihere are men who excel their superiors both in practice and 
t‘hnical knowledge, but apart from this they are responsible 
for their shifts’ maintenance of supply, so why they should be 
ultways dumped as the bottom dogs L cannot explain. 


Super Tension. 
January Ast, 122. 


The Severn Tidal Scheme. 


In your leader to-day you state that this ‘‘ scheme is 
admitted to be technically feasible," but has anyone with 
practical experience of the effects of the Severn and Wye mud 
and sand been consulted? 

I took a personal interest in the matter for many years, 
and it seems to me that those who would '' harness the tides ”’ 
in this particular region have not taken fully into account 
the difficulties which will be caused by “ silting ’’ below the 
dam and by the filling up with mud of the reservoir above 
it—to say nothing of the cutting to pieces of parts of the 
underwater machinery by sand in suspension. 


Severn Bore. 
December 30th, 1921. 


[Evidence was given before the Water-power Resources 
Committee by Mr. G. L. Addenbrooke, M.I.E.E., Mr. C. S. 
Meik, M.Inst.O.E., and Mr. J. W. ‘I'winberrow, M.Inst.C.E., 
who jointly submitted a scheme; and by Mr. A. J. Liversedge, 
A.M.Inst.C.E., who also submitted a scheme. Sir Philip 
Dawson and Prof. A. H. Gibson were appointed @ sub-com- 
mittee ‘‘ to examine the subject of tidal power on broad 
lines.” The Committee concluded that “a number of 
physical and technical questions, some of general interest, 
and some peculiar to the conditions of the Severn, require to 
һе investigated before a final pronouncement is possible with 
regard to the commercial practicability of utilising the tides 
for power purposes," and recommended that a special Tech- 
nical Commission of Inquiry be appointed to carry out the 
investigation, with special reference to the Severn.—Eps. ELEC. 
Rev.] 


Personally, I should be pleased to. 


Mysterious Phenomena. 


Will some of your readers kindly give their idea as to the 

cause of the two following cases :— 

1. Why should it be possible to get a shock off a water tap 
when the pipes come out of the earth, this being & 
direct-current 3-wire 220/440 V slightly unbalanced cir- 
cult? This has happened, and is not imagination, as 
several persons at this works received the shock as well 
as myself, 

2. At certain premises a number of steel pillars and gal- 
vanised iron buildings are in course * erection. ‘lhe 
pillars go down into the earth about 3 ft., and I find 
that when I put a Sullivan 120-chm headgear receiver 
їп circuit with the iron pillars and earth (like earth to 
earth) I get strange noises like Morse code, the hum 
of а power station, and at other times sounds like an 
explosion. Is it electrolysis? and if во, why does it 
come out of the earth through the receiver and back 
to earth, when we understand that electricity takes the 
path of least resistance? 

E Ginger Beer. 

Birmingham. 


[It is quite possible for considerable differences of potential 
to exist between different points on the surface of the ground, 
owing to the resistance of the earth; horses have been killed 
by shock when passing near a lamp-post or tramway pole in 
which an electric circuit has broken down. Obviously the 
potential of the earth in contact with the pole may be 500 
volts above that of the earth 20 or 30 ft. away, and thus 
& potential gradient is set up. In case (1) we should eup- 
pose that the water pipe was at the potential of the general 
body of earth, and that the floor on which the victim stood 
was at a higher potential, due to a leakage in some electric cir- 
cuit. In case (2) it is not correct to say that '' electricity takes 
the path of least resistance ”'; it takes every path, the current 
in each path varying inversely as the resistance of that path. 
The sounds heard in the telephone may be due partly to elec- 
trolytic origin, but more probably are due to the stray 
currents that exist in the earth, especially near tramwavs, 
&e.—Eps. Eec. Rev.] 


A Message from Mars? 


I shall be glad if any of the wireless experts who are 
readers of the REVIEW can help me to get rid of annoying 
wireless signals, which keep one awake during the sleeping 
hours of the night. I have no electrical apparatus fixed in 
the house, nor do I understand the Morse code beyond one 
or two letters. My bedroom is directly over the bathroom, 
which contains the usual copper cylinder connected to earth, 
through the pipes. Is it possible the buzzing notes are 
radiated from this cylinder? What effective screen can be 
used against the trouble? ee 


St. Annes. 
December 29th, 1921. 


Cost of Living in Cuba. 


Your correspondent will find that in Havana the cost of 
living is two to two and a half times the cost in England. In 
the provinces it is about one and a half times the cost of living. 
in England. | 

In Havana he will find every modern convenience just as 1n. 
a European capital, but in the provinces he may have to 
rough it, although I have stopped at sugar mills, miles from & 
railway station, where the living house for the staff has been 
fitted up like a first-class New York hotel. 

The climate is delightful to anyone who can stand в 
moderate degree of heat, although, Europeans are apt to suffer 
from prickly heat in the summer. 

In Cuba you have tlie modern conditions of a fashionable 
resort in Havana, which the Cubans are trying to make into 
an American Monte Carlo, with the primitive life of the back- 
woods a few miles away. 

Inglesito. 


January 9nd, 1929. 


—————ÓÓÁ———— ые ы ———— 


Electricity on Aircraft.—T wo luncheon parties in mid-air, 
each meal served by a London hotel waiter, were held on 
December 27th on baard aeroplanes on the London-Paris 
service. One of the machines was a Goliath (Grands Express 
Aériens) flying to London, and the other was a Handley-J'age 
machine on its way to Paris. To complete the Christmas 
atmosphere of the journey a Christmas tree, illuminated with 
electric lights (we work of Messrs. E. P. Allam & Co., of 
London), was set up in the saloon of the aeroplane. . ‚ 

What will be, it is claimed, the most luxurious flying ship 
in the world, with a perfectly-equipped electrically-operated 
kitchen capable of providing meals for 100 passengers, 1s 
under construction in Italy, says the Daily Mail. It is the 
new Italian airship Napoli, which is to be driven by twelve 
300-h.p. engines. 


ee _______ и 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Compiled ехрсеву for this journal by Messrs. Szrrow-Jowzs, О'О җи, амр 
SruPHzNS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1 


1921. 


33,309. '' Method of dimming electric head-lights of motor-cars, &c." K. 
E. Latimer. December 12th. 

33,814. '' Electric control of distant installations," Laboratorio Elettro- 
tecnico Ing. L. Magrini. December 15th. (Italy, February 28th.) 

33,819. '' Electric heater." W. Schaufelberger. December loth. (Switzer- 
land, December 20th, 1920.) 

` 33,820. ** Electric motor," W. J. Barsby. December 15th. 


33,858. “ pparatus for production of high-tension uni-directional currents 
of electricity." Н. E. Donnithorne. December l6th. 

33,860. '' Electric fans." Cable Accessories Co., Ltd., A. Crawford & F. Н. 
Reeves. December 16th. 

33,879. “ Automatic transmitter for wireless, signal light, and land tele- 
graphy. H. J. Farrell. December 16th. 

33,902. ‘* Contact-rollers.” Е. von Pirch. 


December 16th. (Germany, 
January 15th.) 


33,907. '' Electro-magnetic apparatus for recording sound.” A. F. Sykes.” 


December 16th. 

33,909. '' Method of dimming electric head-lights of motor-cars, &c." К. E. 
Latimer. December 12th. 

33,915. '' X-ray spark coils." W. E. Schall. December 16th. 

33,925. “ Electeic light, &c., fittings." Best © Lloyd, Ltd., & B. H. W. 
Spittle. December 16th. 

33,927. '' Electric immersion liquid-heaters." 5. Abel. December 16th. 
433,940. '' Manufacture of grid resistances.” L. Satchwell. December 16th. 
33,941. '' Electric couplings." J. M. de Vries de Waal. December 16th. 
‚33,966. '' Wireless receiving apparatus." J. W. Tennant. December 16th. 

33,977. '' Electric wringers and mangles.” J. A. Duckworth, Whittaker 
‘Bros. (Accrington), Ltd., & W. Whittaker. December 17th. 

34,023. '' Telephone systems." Automatic Icicphone Manufacturing Co., 
Ltd., & С. Gillings. December 17th. 

34,024. '' Electro-magnetic engines." R. Hacking. December 17th. 

34,033. '' Telephone receivers, auditory devices, &c." T. E. Stephens. 
December 17th. 

34,041. ''Insulating stands and holders or plugs for holding coils, &c., 
I ee in electrical. apparatus." H. D. Butler & G. H. Moody. December 

34,053. ''Oil switches." Sachsenwerk  Licht-und Kraft-Akt-Ges. Decem- 
(Germany, December 17th, 1920.) 
“ Coating electrical conductors." A. D. Shuter & W. S. Smith. 
December 17th. 

34,007. '' Electrolytic cells." J. Cranston & W. D. Le Bar. December 17 
84,060. “ Means for counting and recording number of telephone calls." T. 
F. Cummins and F. C. Poulton. December 19th. 
34,064. “ Automatic electric circuit-breakers." С. Wilkinson. December 
34,070. *“ Mechanical and electrical display for vehicles." F. R. Francke. 
December I9th. 

34,083. '' Electro-magnetic manufacturing appliances." Н. 
December 19th. 


J. Monson. 


34.087. '' Magneto and self.starter." С. T. A. Shearer. December 19th. 
34,098. '' Electric time-recording apparatus." A. Н. Roberts and A. S. 
Willmot. December 19th. 


34,108. “ Electrical adaptors and wall plugs." W. F. Croll. December 


34,125. '' Apparatus for cooling and ventilating dynamo-electric machines.” 
W. Bartel and O. Happel. December 19th. (Germany, December 17th, 1920.) 

34,138. '' Mercury-vapour air-pumps." Akt. Ges. Brown, Boveri et Cie. 
December 19th. (Switzerland, December 31st, 1920.) 

34,139. '' Toy wircless telegraphic or telephonic apparatus." P. C. Rushen 
(Bing Werke vorm. Geb. Bing Akt. Ges.) December 19th. 

34,140. “ Wireless telegraphy.” S. G. Brown. December 19th. 


34,142. '' Electric resistances, &c." H. A. Watts. December 19th. 


im “ Electric joints." E. A. Claremont and G. H. Scholes. December 
th. 
34,149. '' Electric lugs.” E. V. Forde. December 19th. 
s “ Electric motors, dynamos or generators." Р. T. King. Decem- 
r t 


34,166. “ Electric current collectors." British Thomson-Houston Co., Ltd., 
F. H. Clough, and H. W. H. Warren. December 19th. 

34,170. ''Storage batteries." — Soc. de l'Accumulateur Tudor. 
19th. (Belgium, December 18th, 1920.) 

34,187. '' Electric filament lamp holders." W. W. R. F. Griffiths. Decem- 
ber 20th. 

34,188. *'' Electric switches.” J. A. Crabtree. December 20th. 

34,193. '' Portable electric apparatus for attachment to domestic baths." 
W. M. Edwards. December 20th. 

34,205. '' Electrically-operated indicators, &c." J. Lovelase and J. Walster. 
December 20th. 

34,206. '' Supporting-clip for cables, &c." W. H. Coleman and F. W. Lees. 
December 90th. 

34,222. “ Telephone systems." Western Electric Co., Ltd. (Western Elec- 
tric Co., Inc.). December 20th. 

34,223. “ Telephone systems." Western Electric Co., Ltd. (Western Elec- 
tric Co. Inc.). December 20th. 

34.224. '' Electric welding." W. Langdon-Davies and A. Soames. Decem- 
ber 20th. 

34.240. “ Thermally-operated circuit-controllers," Igranic Electric Co., Ltd. 
(Cutler-Hammer Manufacturing Co.). December 20th. 

34,254. “ Electric accumulator." К. Hansen. December 20th. (Denmark, 
October 4th.) 

34.262. '' Glass for use with electric lamps." Chance Bros. & Co., Ltd., 
and F. E Lamplough. December 90th. 

34.286. ''Galvanic batteries." Fuller’s United Electric Works, Ltd., and 
A. P. Welch. December 90th. 

34.283. “ X-ray installations." H. Kress and Veifa-Werke Akt. Ges. De- 
«ember 20th. 

34,297. “ Electrodes for arc welding, &c." W. H. Boorne. December 20th. 

34,306. “ Telephone call counting, registering, and recording apparatus 
Kc." T. С. Anderson and G. H. Huntsworth, December 20th. 

34,390. “ Electric switches." E. C. Strong. ' December 21st. 

34,345. “ Electric rail-bonds.” P. Croom-Johnson and H. T. Tudsberv. 
‘December 21st. " 

34.348. t Galvanic cells." Н. С. Coventry and T. Rushton. December 91st. 

34.349. '' Magnetic cores." Western Electric Co. Ltd. December. 21st. 
(United States, December 21st. 1920.) 

34.385. '' Device for heating filaments in hot cathode X-ray tubes, valve 
‘tubes, &e.”" С. W. Walton. December 21st. 

34.398. “ Electric vaporising arrangement for using heavy fuel oils in 
Won ur воя К. Callen. December 21st. 

99. “ Mechanism for use in telephony." A. J. H. Hadd: R. C. M. 

Hastings). December 21st. I : чоло 

34,405. '' Electric insulators.” British Thomson-Houst Co., Ltd i 
BE Co). December 21st. е di 

4.408. '' X-ray tubes.” Westinghouse Lamp Co. D be : i 
States, December 2151, 1990.) S "p feet ar Eg 

34,431. “ Magnetic control devices for electric arcs.” Westinghouse Electric 
and Manufacturing Co. December 2Ist. (United States. December 21st. 1920.) 


Sar " Artificial lines for cable telegraphy.” S. С. Brown. December 
al. 


December 


34,448. “ Circuit connection fittings for electric wiring systems." L. M. 
Waterhouse. December 22nd. : 

34,454. '' Electric switches.” J. B. Tucker. December 2dad. | 

34,474. '' Flexible coupling for magnetic machines, &с.” С. Ditchburn, C. 
T. Dowey, and A. R. Vella. December 22nd. : 

34,480. ''Sparking-plug." E. Martin. December 22nd. 

34,481. “ Automatic switches for electric systems of motor-vehieles.” — Breit, 
Ltd., and W. Holt. December 22nd 

34,502. “ Electric switch boxes." А. L. Davis. December 22nd. 

34,503. ‘ Electrolytic iron." F. A. Eustis. December 22nd. 

34,504. '* Incandescent electric lamps." W. M. Rogerson and Stella Lamp 
Co., Ltd. December 22nd. " | 

34,510. “ Impulse-sending devices for telephone, &c., systems. Automater 
Telephone Manufacturing Co., Ltd. (Automatic Electric Co.). December 22nd. 

34,511. * Printing telegraphs.” Kleinschmidt Electric Co., Inc, December 
nd. (United States, December 22nd, 1020.) 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications wilt be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 

17,975. “ Ignition svstems for combustion engines." M. Polak (deceased). 
June Wth, 1929. (172,348.) 

18,412. "' Dyname-electric July 2nd, 1920. 
(172,349.) 

18,987. “ Vacuum discharge apparatus for the protection of electrical eir- 
cuits," F. Schroter. January 29th, 1914. (147,033.) 

'" Modulation systems for wircless signalling and the like." J. Seott 
Taggart and Radio Communication Co., Lid. July 6th, 1920. (172,380.) 

19,689. '' Reception oí electric oscillations,” Ges. lur Draniose Tele- 
graphie. May 2nd, 1916. (147,701.) 

20,9580. '' Driving systems for alternating current meters according to the 
Ferraris principle." Dr. P Meyer Akt. Ges. June 12th, 1919. (148,576.) 

20,717. *''Sparking plugs." Soc. Internationale pour l'Exploitation de la 
bougie Sol. july 15th, 1919. (Patent of addition not granted.) (148,894.) 

21,831. '' Electric illuminating devices for theatrical stages, kinemas, and 
the like." T. H. Rochford. July 21st, 1920. (172,353.) 

22,669. '' Electric stop motions for machines operating with yarns ог 
threads." A. Roberts. July 30th, 1920. (172,357.) 

23,208. '' Electrical connecting and supporting devices." Electrie Outlet Co. 
Inc. April 9th, 1920. (161,546.) 

24,547. '' Electron discharge devices." British Thomson-Houston Co., Ltd. 
(General Electric Co.). August 24th, 1920. (172,593.) 

25,031. '' Means for transmitting messages." J. C. Grant. August 30th, 
1920, (172,374.) 

25,065. “ Radio receiving systems." J. Scott Taggart and Radio Communi- 
cation Co., Ltd. August Jlst. 1920. (172,376.) 

25,232. '' Application of the bark (suber) of Melaleuca Leucadendron to 
thermic, hydraulic, and dielectric devices." P. E. Н. Roussan. October 3rd, 
1919. (151,977.). 

23:994) “ Electrical rivet heating machine." Ј. Moll. September Ist, 1920. 
(172,384. 

259,301. ''Self-regulating dynamos." H. H. Smith and T. G. P. Healey. 
оры 2nd, 1920. (172,387.) 

25,370. “ Signalling systems, particularly wireless modulation system." J. 
Scott Taggart and Radio Communication Co., Ltd. September 2nd, 1'X. 
(Cognate application 11,061/21.) (172,389.) 

20,376. '' Holders for electric incandescent lamps." D. М. С. R. de La 
Pichardais. September 3rd, 1919. (150,726.) 

25,987. ''Systems and apparatus for converting alterating electric current 
into direct current." W. A. Price. September 2nd, 1920. (бло 391. 

25,388. '' Electric arc projection upparatus." Etablissements 
Soc. Anon. November 19th, 1919. (154,177.) 

25.408. '' Radio signalling systems." J. Scott Taggart and Radio Com- 
munication Co., Ltd. September 3rd, 1920. (172,394.) 

25,415. '' Rheostats." Igranic Electric Co., Ltd. (Cutler Hammer Manu- 
facturing Co.). September 3rd, 1929. (1256) 

25,875. “ Wiring of the ignition system of internal-combustion engines." 
L F. Lambert. Septeniber 8th, 1920. (172,419. 

25,967. '' Luminous electric discharge lamps.’ 
1919. (150,957.) 

26,354. '' Telephone transmitter mouthpieces.” C. E. O. Ollifle, Septem- 
ber 14th, 1920. (172,428.) ^ 

26,382. '' Electrically-operated warning signals." D. McGregor. September 
loth, 1920. (Cognate application 12,059/21.) (172,429.) 

26,509. “Headlights.” С. E. Fink. September 16th, 1920. (172,432) 

20,525. '' Overload electric switches." T. W. Rogers (Е. Keupp Akt. Ges.). 
September 16th, 1920. (172,433) 

26,650. '' Electric power lin iting systems.” British Thomson-Houston Co., 
Ltd (General Electric Co.). September 17th, 1920.  (172,436.) 

26,676. ''Svstem for measuring the capacities of electric conductors." J. 
Urmston, К. N. James and Callender's Cable & Construction Co., Ltd. 
September 17th, 1920. (172,437.) 

26.889. © Means for controlling electric switches.” British Thomeon- 
Houston Co., Ltd. (General Electric Co.). September 21st, 1920.  (172,44U.) 

20.935. '' Electrical means for indicating at a distance the direction of 
motion of an apparatus."  Evershed & Vignoles, Ltd., and J. C. Needham. 
September 2151, 1920. (172,445.) 

26.990. ©“ Electrical. cut-out.” W. H. lllingworth. September 28nd, 1920. 
(172,446.) 

26.011. *' Electrical] speed-regulator systems." L. Miller and Metropolitan- 
Vickers Electrical Co. Ltd. September nd, 1920. 172,447.) 

27,748. '' Telephone systems." — Automatic Telephone Manufacturing Co., 
Ltd (Automatic Electric Co.). September 30th, 1920. (172,460.) 

27,702. ‘* Casings for electrical and other apparatus." British Thomson- 
Houston Co., Ltd. (General Electric Co.). September 30th, 1929. (172.461.) 
28,092. '' X-ray apparatus.” W. D. Coolidge. July 9th, 1920. (166,097.) 
29,608. “ Electric pocket lamps." Cosmophos-Werke Akt. Ges. and С. 

Boltshauser. October 20th, 1920.  (172,482.) 

30,306. '' Process of telephony апа telegraphy bv high-frequency currents 
anl stationary periodicity transformers." Сек. fur Drahtlose Telegraphie. 
October 26th, 1990.  (154,885.) 

33.028. *'' Push-button control electric lifts and the like."  Waygood Otis, 
Ltd. (Otis Elevator Co). November 23rd, 1920. (172,510.) 

35,059. “Radio signalling eystems for lifeboats.” Е. C. Hanson. Febru- 
ary 20th, 1919. (154,533) 

33,158. '' Electrical starting mechanism for internal-combustion engines.” 
Н. Lucas and W. C. Turner. November 24th, 1920. (172,512.) 

34.703. '' Hand-rests for electric polishing lathes.” В. Platschick. Decem- 
ber 8th, 1920. :158,542.) " 


machines." H. Charlet. 


ntinsouza 


E. Schaffer. September 9th, 


1921. 
368. '' Electric safety fuse." А. L. Eustace. March 14th, 1917. (156,493) 
1,152. '' Spark-gaps for electro-magnetic wave-signalling systems.” . 


Lowenstein. August 25th, 1914. (157,258.) 

8,247. '' Frequency multipliers for alternating electric currents." Р. Tri- 
chard, March 16th, 1920. (160,179.) 

16,724  '' Electric water leater." W. Colebrook. September 22nd, 1999. 
(Divided application оп 152,012.) (172,582.) 

22,361. '' Electrical co: necting and supporting devices.” ^ Electric Outlet 
Co. (Inc.). April 9th, 1920. (Divided application on 161,546.) (168,320.) 

29,489. '' Miners’ and other electric lamps.” Е. A. Hailwood. August 
25th, 1920. (Divided application on 24,597,90.) (172,592.) 
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No. 2,303. 


SINGLE-PHASE COMMUTATOR 
MOTORS. 


CONGRATULATIONS are due to Dr. Stanley Parker Smith 
not only on the success of his lecture before the Institu- 
tion of Electrical Engineers (it was a lecture; he did not 
read the paper), but also on the courage with which he 
enumerated the faults to which the a.c. commutator 
motor was liable, and of which it might be thought, as 
Beatrice said of Benedick's ‘* bad parts," that they 
"maintained so politic a state of evil, that they 
wil not admit any good part to intermingle with 
them." But we are careful to use the word '' liable ”’ 
and not ' subject " ; for, as Dr. Smith showed, in spite 
of its potential drawbacks, this motor can be designed 
and built to operate quite satisfactorily, and it pos- 
Sesses certain advantages which are not shared by ita 
d.c. rival. We were especially pleased that the lecturer 
gave full credit to Mr. Llewelyn Atkinson for his pioneer 
work in the invention of single-phase motors of this 
class, which, as we have previously pointed out, is apt 
to be overlooked, owing to its sepulture in the private 
Minutes of Proceedings of the Institution of Civil En- 
gineers. Due credit was also given to Mr. Alexander 
Siemens, and to Professor Ernest Wilson for his inven- 
tion of the polyphase commutator motor as long ago 
as 1888. It is pleasing to know that British genius led 
the way, though it was left mainly to foreign engineers 
to follow the path thus indicated. 

There is at present but & limited demand for a.c. 
commutator motors for industrial purposes; the induc- 
tion motor is much cheaper, simpler, and more robust 
than any machine with à commutator can possibly be, 
and it fulfils sufficiently well the bulk of the require- 
ments ordinarily met with. But there are considera- 
tions which should not be overlooked, namely, that the 
use of alternating current is rapidly increasing, and 
that for certain applications the a.c. commutator motor 
is peculiarly well adapted. By far the most important 
of the latter is electric traction on main-line railways. 

When the Lacour or Winter-Eichberg single-phase 
motor was developed to the stage of commercial utility, 
Mr. (now Sir) Philip Dawson promptly pounced upon 
it, and pointed out that it afforded a practicable solu- 
tion of the railway electrification problem, a theory 
which he shortly afterwards successfully translated into 
practice on the London, Brighton & South Coast 
Railway Co.’s suburban lines. But the Advisory Com- 
mittee of the Ministry of Transport has decided that the 
high-pressure direct-current system is better adapted 
to the conditions obtaining in this country. Whilst we 
do not quarrel with that verdict, which no doubt was 
1n some measure due to the weight of American practice, 
we must again point out that our engineering interests 
are world-wide, and that Continental practice generally 
favours the use of alternating current, which is being 
and will be adopted on an enormous scale in certain 
areas. The future course of events in countries where 
great railways will be needed for the development of 
the interior, such as China, South America, and Africa, 
must also be kept in view. Wherever water-power is 
available at a reasonable distance—which may be 100 
miles or more—and in adequate quantity, these railways 
will probably be operated by electricitv, and if we are 
{о secure our rightful share in the work of construction. 
we must be prepared to carry it out with alternating 
current if that is called for by the engineers in control 
of such projects. 
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Let us not be unduly influenced by the undoubted 
success of the Chicago-St. Paul Railway, where the con- 
ditions were in many respects unique; neither let us 
stake too much on the prospects of the development of 
the mercury-vapour rectifier or the thermionic valve 
for the conversion of alternating to direct current on 
the grand scale. This country taught the world how 
to build railways, and has always been in the front rank 
in railway construction, which will be one of the most 
important branches of engineering for many years to 
come; it behoves us, in justice to ourselves, to keep 
ourselves au fait with every etficient means of equipping 
and operating electric railways, and to be prepared to 
lay down a.c. as well as d.c. systems whenever the oppor- 
tunity presents itself. Dr. Smith gave the most candid 
expression to his views regarding our attainments in 
respect of d.c. commutator motors; we fear that he was 
fully justified, and we hope that our manufacturers 
will take steps to strengthen this weak point in our 
technical equipment. 


ee 


Some information concerning the 
The French Situation of the French electricity in- 
Electrical dustry at the close of 1921 has been 
Industry. — published by L'Information, of Paris. 


After giving a list of the highest and 
lowest quotations for the shares of different companies 
in 1920 and 1921, the newspaper states that the business 
of the supply companies in general has not yet benetited 
from the radical change in the conditions of working 
which took place in 1921. The vears of war were very 
prejudicial to their interests either as a result of the 
scarcity of labour and the high prices for coal or, ín 
the North of France, as a consequence of the systematic 
destruction by the Germans and the removal of the plant 
and machinery. Оп the one hand the tariffs have been 
revised and the price of coal has fallen, while the under- 
takings which suffered from the occupation have actively 
pushed forward the restoration of the works which were 
still standing, the recovery of plant, renewal of equip- 
ment, and the erection of new stations. Thus the com- 
panies are now not only in a situation equal to that 
of 1913, but are also confronted with: increased повві- 
bilities. In fact, most of the manufacturers and com- 
panies in the North have abandoned the idea of produc- 
ing on their own account in favour of procuring supplies 
from the central stations, In addition, the collieries in 
the North are again beginning to produce the normal 
quantities, and thus the deliveries of coal are assured. 

The operations of the hydro-electric works in 1921 
were less satisfactory from an industrial point of view, 
because the extreme drought which prevailed during 
the whole of the year exhausted the rivers utilised, and 
many companies were compelled to have recourse to 
steam generating plant, which involved them in addi- 
tional expenses. Concerning the manufacturing com- 
panies, our contemporary remarks that their activity 
was greatly hampered by the scarcity of orders resulting. 
from the general crisis. Lately, however, a revival of 
orders has been noticed. The leading railway companies 
are undertaking the progressive electrification of their 
systems, the Telephone Administration is on the point 
of improving its lines, wireless telepraphy is extending. 
&c. On the whole it may be claimed that the critical 
period is over and a general improvement is foreseen. 


As readers of the ELECTRICAL RE- 
viEW will have noticed, the question of 
the Electrical co-operative advertising in the indus- 
Industry. trv is one that has been ventilated 
frequently of late. and, having heard 

so many views expressed by representatives of all 
branches of the industry, we cannot help feeling that 
this demand for co-operation comes not a moment too 
soon. There is no doubt that it is time a really inten- 
sive effort was made to bring to the notice of the pub'ic 
the.advantages which accrue to users of electricity as 
compared with the users of other mediums for lighting. 
heating, and power. It will be remembered that at 


Co-operative 
Advertising in 


both the Salesmanship Lectures which have so far been 
held by the Electrical Development Association, atten- 
tion has been directed to this matter, and it is pleasing 
to note that it was also the subject of discussion at an 
informal meeting of the Institution of Electrical Engi- 
neers on Monday last, when it was introduced by Mr. 
J. W. Beauchamp, the Director and Secretary of the 
E.D.A. We all know the objects of the E.D.A., one 
of the chief factors in connection with the formation of 
which was the preliminary work done by the Electrical 
Development Committee of the I.M.E.A., a Committee 
which was largely concerned with the question of co- 
operative advertising. Possibly, through the broadening 
scope of the E.D.A., the question of co-operative adver- 
tising has not received quite the amount of attention it 
might have done, alchough Mr. Beauchamp and his staff 
have worked hard in this direction, aud have distributed 
large quantities of publicity matter. At any rate, it 
might be said that this is the first time that the prob- 
lem has been discussed at anything like a representative 
meeting of the industry, and it is a sign of the times 
that the industry as a whole now seems to be taking a 
more active interest in it. 

It is in connection with daily paper advertising, 
however, that there seems to be the greatest scope for 
co-operation. Most of the advertising done at present 
in this manner is by the manufacturers of apparatus, 
which is, perhaps, only natural. A number of large 
advertisements have been placed bv the E.D.A. from 
time to time in daily papers. These have consisted of 
displayed advertisements, incorporating the various 
articles which manufacturers have to sell, and in the 
centre a short article, prepared by the E.D.A., pointing 
out the value of electrical apparatus generally. It was 
recently stated by an eminent industrialist that the 
publie are more susceptible to the appeal of articles 
embodying good, common-sense arguments than of dis- 
played advertisements, but that, perhaps, is dependent 
upon the class of buyer it is desired to reach. It is 
questionable, however, whether the public will have 
time to read many advertisements served up in that 
manner, however artistic they may be from a literary 
point of view. What must be aimed at is simplicity, 
and it must be remembered that not only have the public 
to be told that advantages will accrue from the use of 
electricity, but they have to be educated in order that 
they may appreciate those advantages to the full. 


It is natural that any sign of revival 

British Interest in a market like that of Argentiną 
in Argeutiua. should be eagerly sought and welcomed 
by the British exporter. The vast 


wealth of the Republic in the raw produce which is 


needed by an industrial nation, combined with the 
fact that Argentina's own manufactures are but little 
developed, has in past years made the Republic an 
attractive outlet for British goods. Some degree of 
confidence in the prospects of an early recovery in trade 
has therefore been imparted by the reports that Argen- 
tine produce is moving more freely into consumption 
and that the accumulated stocks of imported merchandise 
are being gradually absorbed Faith in the country 
has, however, been shaken by the situation which has 
arisen with regard to the British capital invested in its 
railways. It is not surprising that the interest of the 
capitalist should wane when obstacles are placed in his 
way which prevent an adequate return on and protection 
of the funds that he has provided. Fortunately news 
has now been received which leads one to hope that the 
Argentine Government has taken a reasonable view of 
the just demand of the railway companies for permis- 
sion to charge rates sufficiently high to yield a fair 
profit. As is indicated by the Commercial Secretary at 
Buenos Aires, Mr. Chalkley, whose report is summarised 
in another column, if Argentine enterprises offer induce- 
ments corresponding to the changed conditions brought 
about by the war, instead of the meagre return they 
vield at present, it will be found that the United King- 
dom is again the most willing as well as the most liberal 
source from which to obtain capital. 
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THE DIELECTRIC STRENGTH OF SOLID INSULATING MATERIALS. 


By W. S. FLIGHT, A.M.LE.E., M.A.LE.E. 


SYNOPSIS. 

THE dielectric strength of insulating materials is the 
foundation of all insulation design. lt is not usually 
realised. how шапу = factors influence the dielectric 
strength. The most important of these factors are dis- 
cussed, and test results are given to enable the magni- 
tude of the variations produced to be more fully appre- 
ciated. As no country has as yet any recognised stan- 
dard set of rules for conducting the dielectric strength 
test. it is desirable that this matter should receive 'at- 
tention by all those who have had practical experience in 
testing insulating materials. — Heconunendations are 
made based on the author's own observations. 


INTRODUCTION. 
Although there are certain objections to the use of the 


term ** dielectric strength.'' it has now become the recog- 
nised method of expressing the insulating value of ma- 


latter condition is easier to obtain if the leakage react- 
ance of the testing transformer is sinall. 

The high-pressure transformer should be of at least 
2 КУА, and should be connected to a separate alternator 
of not less than 10 КУА and of а norinal voltage of not 
less than one and a half times the l.p. voltage of the test- 
ing transformer. 

The applied frequency should be about 50; a varia- 
tion in frequency from 25 to 125 cycles does not intro- 
duce any large errur, but with a range from 100 to 
10,000 cycles there would be a noticeable change in the 
puncture voltage, the latter then decreasing as the fre- 
quency increased. 

The voltage should be raised at a uniform rate by 
means of a motor-driven rheostat, or by means of a 
hand-operated rheostat adjusted at fixed time intervals, 
in series with the field of the alternator. The resistance 
hetween the steps of the rheostat should be graduated 
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Figs. 1-3. 


How THE DIELECTRIC STRENGTH OF EiGur LAYERS or VARNISHED CLorg, Micarta ТСВЕ, AND. Mica Paper TUBE 


DECREASED WITH INCREASE IN TEMPERATURE. 
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Fre. 4.— How тне DIELECTRIC STRENGTH OF A PLATE OF FLEXIBLE MICANITE DECREASED WITH INCREASE IN TEMPERATURE. 
Fic. 5.—How THE DIELECTRIC STRENGTH OF VARNISHED CLOTH DECREASED WITH INCREASE IN ‘THICKNESS. 
F1G. 6.—ARRANGEMENT OF TINFOIL AND SPARK GAP DURING TESTS ON VARNISHED CLOTH. 


terials. By dielectric strength is meant the voltage 
required to breakdown unit thickness of any material. 
Throughout this article dielectric strength is expressed 
as volts per mil (V/M) (1 mil=0.001 inch). In many 
wavs the dielectric strength of insulating materials 
corresponds to the tensile strength of structural mate- 
rials, but unlike the latter it is influenced to a very large 
extent by the methods employed for its determination. 

Some of the principal factors which influence the di- 
electric strength of solid insulating materials are con- 
sidered below :— 

].—Trsr EQUIPMENT. 

As it is the maximum value of the voltage which 
breaks down the insulation, a voltmeter reading is only 
of any value when the wave form is sinusoidal. To pre- 
vent апу high-frequency oscillations it is necessary that 
the voltage “be regulated without breaking the circuit, 
and that the natural period of oscillation of the second- 
ary circuit due to the capacity of the sample under test 
should be at least 40 times the applied frequency. This 


so as to produce approximately the same percentage ìn- 
crease in voltage for each step. 

The h.p. voltage is usually measured by a voltmeter 
connected across the 1. p. terminals of the testing trans- 
former and multiplied by the ratio of transformation. 


9.—[NuirIAL ‘TEMPERATURE OF THE INSULATION. 


Just as the resistance of all conductors increases with 
increase in temperature, so the insulation resistance 
and dielectric strength of all solid dielectrics decrease 
with increase of temperature. Fig. 1 shows the varia- 
tion in dielectric strength with temperature in the case 
of a sample of varnished cloth, whilst fig. 2 illustrates 
this for a micarta tube. When in service in electrical 
machinery the insulation is heated bv the energy losses 
in the copper and the iron, and whilst at these high 
temperatures it has to withstand the voltage stresses. 
As the standardisation rules permit an observable tem- 
perature of 95 deg. C. for Class A insulation, and as 
the hot spot temperatures in large machines are liable 
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to be appreciably higher than the maximum observable 
temperature, it is of the utmost importance that the 
dielectric strength of insulating materials should be 
determined at the maximum temperature the materials 
ure liable to be exposed to, even if only for a very short 
time, in service. Class B insulation is permitted by the 
rules to be exposed to observable temperatures of 115 
deg. C., and in this connection it is interesting to note 
that the dielectric strength of Class B insulation does 
not decrease with increase in temperature to anything 
like the same extent as that of Class A. Examples of 
this are shown in figs. 3 and 4. 


3.—THICKNESS OF INSULATION. 


If a bar of metal fails under tension with a load of 
5,000 lb., a bar of twice the sectional area of the same 
grade of the same material will fail at approximately 


Fic. 8. 


Fic. T. Fio. 9. 


In fig. 7 the voltage across each layer has been plotted on the vertical line 
drawn through the centre of the layer, on which it was obtained. Due 
to the arbitrary choice of the abscissz, the shapes of the voltage distribution 
curves are only approximate. They do, however, serve to illustrate the fact 
that when the stress on the dielectric approaches the breakdown value, the 
distribution of voltage may be affected by the unequal temperatures of the 
individual layers of insulation. and the resulting distribution may be very 
different to that attained when the stress is lower. 

T'1G. 7.—PRoBABLE DISTRIBUTION OF VOLTAGE GRADIENT BETWEEN 
ELECTRODES WHEN ONLY A SMALL DISTANCE APART. 

Fiu. 8.— PROBABLE DISTRIBUTION OF VOLTAGE GRADIENT BETWEEN 
ELECTRODES WHEN SEPARATED A GREATER DISTANCE. 

Fra. 9.—DISTRIBUTION OF VOLTAGE GRADIENT THROUGH THICK- 
NESS OF INSULATING TUBE. 


10,000 Ib. 
metals is in general independent of the size of the sample 
tested. The dielectric strength of insulating materials 
is, however, very largely influenced by the thickness of 
the material under test. When mica splittings of thick- 
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Figs. 11 & 12.—How THE DIELECTRIC STRENGTH OF MICARTA CYLINDER AND FULLERBOARD 


In other words, the tensile strength of | 


an absorbent material such as cloth, there is always an 
appreciable leakage current, which heats up the insula- 
tion. As the inner layers of cloth cannot get rid of this 
heat as quickly as the outer layers, they will rise to a 
higher temperature than the latter, and as they will 
then have a lower insulation resistance the voltage dis- 
tribution across each layer cannot be uniform. To 
ascertain the actual voltage distribution in a certain 
case, layers of tinfoil were placed between three layers 
of varnished cloth, and a variable spark gap was con- 
nected across the tinfoil as shown in fig. 6. The voltage 
across the brass electrodes was kept constant, at any 
desired value, for two minutes, to permit the condition 
t» become steady, and then the gap was reduced until it 
just sparked over. As the outer luyers and electrodes 
were symmetrical it was assumed that the voltage across 
them would be half the difference detween the total volt- 
age and the voltage across the centre piece. The results 


TABLE I.* 
RESULTS OF BREAKDOWN VOLTAGE TESTs ON SHEETS AND 
TUBES OF BAKELITE MICARTA. 


p - 
—— — ——— 


Plates. 


| | Tubes. 
Test. QNA NO MON 

| № in. thick. ł in, thick. ig in. thick. ł in. thick. 
No.l ... | 65 kV 115 kV 51 kV 103 kV 
No. 2 ! 62/5 .. 125 .. 215 y 90 .. 
No. 3 ‚| 03125 129 30  . 90 ., 
№о. 4 ... | 76, 139 э?» . 98, 
No.5... | 1715, 132 з, 104 ,, 

| -— mn ———— — —— 
Average... | 7071 128 52°5 97 ,, 


| 


by R. W. E. Moore, published in the Electric Journal for July, 1913. 

obtained are shown in fig. 10. It will be seen that at 10 
kV the stress is practically uniform on all three layers. 
At 11 kV there are signs of inequality in voltage distri- 
bution. At 12 kV the inequality becomes marked. 
whilst at 14 kV it becomes very pronounced, and at 15 
kV the material broke down after about half a minute. 
This test confirms the opinion that in the case of such 
materials as varnished cloth the decrease in dielectric 
strength with increase in thickness is due to the leakage 
currents through the material causing the temperature 
of the inner portions to rise above the temperature of 
the outer portions, and so cause more stress to fall on the 
outer layers than would be the case if the temperature, 
and consequently the voltage distribution, were uni- 


TIME IN MINUTES 


Fic. 10.—DisTRIBUTION OF VOLTAGE ACROSS THREE LAYERS OF VARNISHED CLOTH. 


DECREASED WITH INCREASE OF TIME 


ОЕ APPLICATION OF THE VOLTAGE. 


ness about 0.001 in. are tested, it is often found that 
the dielectric strength is as high as 5,000 volts per mil; 
& sheet of the same quality of mica having a thickness 
oi 1/32 in. will only have a dielectric strength of about 
1,500 volts per mil. Whilst making a plate-glass con- 
denser for h.v. test it was found that although one sheet 


of the glass had an average breakdown voltage of 25,000 ` 


volte, two sheets repeatedly broke down at 42,000 volts, 
whilst three thicknesses had an average breakdown volt- 
age of 50,000 volts. Fig. 5 shows the decrease in dielec- 
tric strength with increase in thickness of varnished 
cloth when tested at air temperature, and also when 
tested at 100 deg. C. It was known that in the case of 


form across the insulation. Thus materials of this 
nature may fail by the outer layers being first 
punctured, and not by initial puncture of the inner 
layers, as has been thought previously. —. 

With homogeneous non-absorbent materials, such as 
class or mica, the leakage currents are too small to 
account for decrease in the dielectric strength with in- 
crease in thickness, and in such cases the explanation 18 
probably to be found in the inequality rà the electric 
field resulting from increasing the distancie between the 
electrodes. For testing flat sheets of insulaKing materials 
it is customary to employ flat disk electrodes ; the volt- 
age gradient (represented by the slope /of the voltage- 
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distance curve) between the electrodes when only spaced 
а slight distance apart is probably somewhat as repre- 
sented in fig. 7. When the distance between the elec- 
trodes is increased, as when two, three, or four layers 
ef the material are tested in series, the distribution of 
the field will be more as shown in fig. 3. ln the latter 
case it will be observed that the stress (us represented 
by the slope of the voltage curve) on the lavers adjacent 
to the electrodes increases as the distance between the 
electrodes. is increased, As soon as ever the stress on 
these layers exceeds the dielectrje strength of the ma- 
terial, these livers fail, and the whole of the voltage 
is then thrown on to the inner layers, thereby subject- 
ing them to a stress which will usually exceed. their 
dielectric strength, and thus complete failure will result. 
The various steps forming the breakdown usually follow 
ene another so rapidly that to the tester 3t appears to be 
instantaneous, although in isolated cases the gradual 
breaking down can be at least partly observed. 


i.— SHAPE OF THE INSULATING MATERIAL. 


In discussing thickness, it was shown that this in- 
tuenced the dielectric strength due to the irregularity 
ог the electric Пе. Any other factor which alters the 
dieleetrie tield will also affect the dielectric strength. 1n 
the case of insulating tubes, cylinders, &c., the lines of 
dielectric force are radial as shown in fiv. 9, and the 
voltage cradient on the inner lavers of the insulation is 
higher than the voltage gradient. on the outer layers. 
The difference between the inner and outer stresses de- 
pends on the ratio of the inside diameter to that of the 
outside diameter. Thus when making tests for di- 
eletric strength the values obtained with tubes аге 
аїйегеп to values obtained on the same material in flat 
plates. Some test results which illustrate this difference 
are shown in Table I. 


D.— DURATION OF APPLICATION OF VOLTAGE. 


As the leakage currents through the insulation repre- 
sent an energy loss proportional to FR (I being the 
leakage current and R the insulation resistance), the 
quantity of heat energy supplied to the insulation is 
proportional to the time during which the voltage is 
applied. As electrical insulating materials are usually 
very bad conductors of heat, and as they are in service 
in contact with metallic surfaces which шау be at a 
мег temperature than the insulation, the latter can- 
not dissipate the heat generated by the leakage currents 
until a considerable temperature gradient has been set 
up through the insulation. It therefore follows that 
until a steady temperature gradient has been estab- 
lished, the temperature of the insulation will increase 
as the voltage is applied for longer and longer time. In 
ny. 11 are given the results of some tests carried out 
оп à iniearta cylinder, whilst other test results on oil- 
treated fullerboard are shown in fig. 12. As the thick- 
ness of the insulation is increased. so will the hot spot 
temperature be increased, and consequently the decrease 
in dielectric strength for a given time of application of 
the voltage will increase as the thickness of insulation is 
increased. 

(To be continued.) 


Miners' Safety Lamps.—The Board of Trade has approved 
the following types of electric safety lamps for use in coal 
mines :—The ‘* Beam ” cap lamp (Messrs. Willinin Paton and 
Co, Grafton Street, Glasgow); the '' Adams" hand lamp 
IMessrs. Adams Bros. (Longton), Ltd.. Bav wood Works, Long- 
toni: for the use of officials, the '' Thor ”' shaft and roadway 
amp, type '' М” (Thor Electric Safety Lamp Co., Ltd., Thor 
Works, Birmingham); and the ''Ceag "' shaft and roadway 
lamp (‘‘ Ceag °’ Miners’ Supply Co., Ltd., Barnsley). 


Gas Cylinders.—The Department of Scientific and Indus- 
trial Research informs us that the first report of the Gas 
Cylinders Research Committee has heen issued; it gives the 
en iusions and recommendations of the Committee on the 
types of gas cylinders which should be employed for the 
-terage and transport of compressed gases which are not in 
the liquid state in the cylinder. Copies may be obtained from 
HM. Stationery Office, price 7s. 6d, (post free 7s. 94.). 


A LARGE STYRIAN HYDRO-ELECTRIC 
SCHEME. 


We have received from the Styrian Water Power and 
Electricity Co., Ltd., of Graz, a copy of the company's 
prospectus, together with a report issued by the Anglo- 
Austrian Bank on the company’s project for the utilisa- 
tion of the water powers in Styria. The company, 
whose title is abbreviated into that of Weag, was formed 
in March, 1921, as the successor of the Company for the 
Preparation of the Exploitation of Styrian Water 
Power, Ltd., and its share capital of 20,000,000 Aus- 
trian crowns Was subscribed by the Provincial Govern- 
ment of Styria, the city of Graz, and by industrialists 
iu Styria. A sum of 6,000,000 crowns is stated to have 
already been expended on preparatory work in the past 
two veurs. | 

The object of the company is to develop Styrian water 
powers, and thus provide a substitute for pit coal, which 
for the most part is being imported at great expense and 
to the detriment of the Austrian exchange. The pros- 
pectus states that uniformity in establishing the works 
will be assured by the Provincial Government of Styria, 
Which has the sole legal power to grant concessions, 
“reserving exclusively for this company the water-power 
concessions Included in the Мед schere.” The report 
of the bank is a little more detinite on the subject of 
the title to the concessions. [t states that the province 
o? Styria has reserved to itself all rights of granting 
concessions, "fand has combined all important water- 
power concessions similar to a monopoly in a limited 
company "'-—the Weag —in which the province itself is 
a shareholder. 

А generali scheme for the development of the water 
powers has been prepared, and is set forth in a memo- 
randum by Herr Hofbauer, an engineer in the service 
of the Department of Publie Works. The scheme com- 
prises: (1) Four low-pressure works in the valley of the 
Mur, namely, those of Bruck-Mixnitz, Judenburg- 
Zeltwee, Puntigam-Werndorf, and Peygau-Weinzodl ; 
(2) high-pressure works on the Teigitsch, together with 
a storage lake or reservoir to provide for maximum loads 
and for compensation, as well as storage plant on the 
Teichalpe; (3) the Enns works in the valley of the Enns, 
power plants on the Erzbach and the Radmer, together 
With storage plant on the Leopoldsteiner ‘lake; and (4) 
power works and storage plants on the Soelk and Tal 
brooks, which are to be supplemented by steam genera- 
ting works as reserve in the Koeflach or another lignite 
district in Styria. 

[t is proposed to interconnect the generating works, 
as well as the principal areas of consumption, by means 
o* high-pressure mains at 60,000 to 100,000 volts, and 
uniform working is to ensure tle highest possible 
efficiency хо as to bring the working expenses down to 
the lowest possible level. In this connection the high- 
pressure works and the storage plant installations will 
have to make up for any deficiency in the output of the 
low-pressure plants in the event of a shortage of water, 
while the steam generating plants will act as a reserve 
in case of a breakdown elsewhere, as well as on occasions 
when an extraordinary demand may arise. When all 
these works have been completed, which is expected to 
occupy a period of fifteen vears, the Styrian hydro- 
electric works will be capable of a total production of 
450,000 h.p., or about one-fourth of the water power 
which may be profitably worked in Austria; and it will 
be possible to supply approximately 1,000,000,000 kWh 
per annum. 

After reading such a comprehensive scheme, it is some- 
what disappointing to find that the first operations to 
be undertaken by the company are merely to be the 
erection of the projected works on the lower Teigitsch 
and a participation in the establishment of a steam 
reserve generating plant of 1,500 h.p. at the existing 
electricity supply works of the City of Graz in order 


———————— ee —————— rere, 

49 THE ELECTRICAL REVIEW. [Vol.90. No. 2,303, JANUARY 13, 1922. 

араара аараан аара a EE 
p 


to meet the pressing requirements of the latter. The 
former works is expected to be completed within three 
years and to have a winter output of 10,000 kW. The 
annual production is put at 50,000,000 kWh, and the 
Сиу of Graz has entered into an agreement guaranteeing 
to take a supply of 5,000 kW. 

It was estimated on the basis of the prices prevailing 
“an the winter of 1921 "' that these first two installa- 

tions would involve an expenditure of 2,000,000,000 
crowns. То provide this amount the prospectus states 
that a total nominal capital of 900,000,000 crowns is 
now being offered for subscription in the form of one- 
third each in D per cent. debenture stock, 5 per cent. 
. preference shares, and ordinary shares. It is however, 
not explained how an amount of less than one-half the 
. computed outlay on these two installations is to defray 
the total expenditure on them. Ав to the general 
scheme, it 1s mentioned that the considerable funds for 
developing the works in general will be provided by the 
company or by subsidiary companies. 

The Weag calculates that the costs of construction of 
the works, reckoned on a gold basis, will be essentially 
less than in countries with a sound currency, owing 
to the low wages and prices of natural products when 
expressed in a good currency. In order to provide 
against the risks to which an undertaking whose capital 


is being raised in paper currency is exposed owing to 


fluctuations in the cost of building, *' the prices charged 
for energy will be kept within limits economically 
justified as high as possible," the Provincial Govern- 
ment for the time being waiving its right of fixing 
charges. Acting in agreement with consumers, accord- 
.ing to the prospectus, the Weag proposes to realise net 
profits in excess of the normal, so as to be able to write 
off the original expenditure. In fact, the net earnings 
have been exempted by law from taxation until three- 
fourths of the original cost of construction has been 
written off. The right of the province to fix the charges, 
taking. into consideration a minimum yield of 6 per 
cent., is not to come into force until the capital expen- 
diture has been written down to one-fourth of the 
original amount. The ordinary shares are to be re- 
deemed within ninety years, at the end of which the 
company’s concessions will expire. 

Again referring to the report of the bank on the 
subject. we find it stated that the financial scheme pro- 
vided by the syndicate for the placing of the issues 
of the company is original and is based on the principle 


that a yield whicu is independent of the fluctuations in 
the currency is urgently needed in Austria—a yield 
which in spite of the high taxation shall be returned in 
its entirety to the investor. 16 has therefore beep 
arranged with the Province of Styria that, as a rule, 
consumers shall pay such a price for the energy that 
the shareholders shall, after all taxes have been paid, 
receive a dividend of at least 6 per cent. This dividend, 
however, 1s not to be paid on a fluctuating face value of 
crowns, but as interest on the real value of the shares, 
which is to be established by valuation in a stable cur- 
rency, as, for instance, in Swiss francs. The prospectus 
probably puts the matter in a more distinct light. It 
states that at the beginning the ordinary shares will 
receive 6 per cent. on the nominal value of the ordinary 
share of 200 crowns, namely, 12 crowns, plus a bonus 
at a rate corresponding to the difference between 12 
crowns and 6 per cent. interest on their real value (cal- 
culated on the basis of a stable currency) at the exchange 
rates which have been current during the financial year. 

As foreign investors are also being invited to subscribe 
for the present issue of 900,000,000 crowns in debenture 
stock and in preference and ordinary shares, it is neces- 
sary to point out that the new principle of proposing to 
make consumers pay sufficiently high prices to yield 
6 per cent. in a stable currency or par currency, which 
is what 1t comes to, has yet to stand the test of experience 
and prove whether it will work in practice. No inti- 
mation is given as to the approximate price which would 
have to be charged to attain this result, or as to whether 
any prospective large consumers would be willing to- 
bind themselves to an unknown price or expense. Everv- 
thing would depend upon whether or not it would be 
possible for the company to supply energy at a price 
which would, permit it successfully to compete with 
foreign coal as a source of energy, with imports of petro- 
elum and benzol, or with the native lignite. This 
matter represents an element of doubt which it would 
perhaps be impossible for those outside Austria to solve. | 
While foreseeing that in future years there should be a 
fairly large scope for the undertaking, provided that. 
the supply price is competitive. in the direction of 
supplving the requirements of industries which need 
developing, the working of the railwavs, &c., it has to - 
be noted that the prospectus only mentions one contract 
which has been concluded for the delivery of power. 
This is, as previously stated, with the City of Graz, and 
the city is itself interested in the undertaking. 


THE POSITION IN THE BUILDING INDUSTRY. 


1х any consideration of the present position or the 
future outlook in the’ building industry, it is essential 
to bear in mind that under normal conditions its pros- 
perity or otherwise is to all intents and purposes entirely 
dependent on the state of the other industries of the 
country. In times of depression, when the demand for 
commodities slackens, it is obvious that new factories, 
warehouses and such-like buildings, or extensions to 
buildings of that character, are not required to such an 
extent as when the general trade of the country is good, 
and even if such buildings are urgently required to re- 
place existing out-of-date ones the money is not available 
for their erection. The same economic forces apply to 
other classes of buildings, for the capital with which 
country houses and ‘‘ luxury ” buildings are erected is 
mainly derived from industry, and without general 
industrial prosperity they are not proceeded with to any 
‘considerable extent. Conversely, when trade is good, 
new factories and extensions are built not only to satisfy 
urgent demands, but also to provide for possible future 
requirements, and money is available for ‘luxury ” 
building to be indulged in. And just as the building 
industry is dependent on the other trades of the coun- 
‘try, so the electrical industry is to a large extent depen- 


.way had to be made up in that direction; 
Government launched the biggest housing 


dent on the building industry for its prosperity, for 
unless new buildings are erected the demand for elec- 
tricity does not increase to any appreciable extent 
(affecting central stations, plant manufacturers, and 
cable makers), and there is по. call for the services of | 
the contractor so far as new installations are concerned : 
or for the products of the manufacturers of fittings and 
accessories for new work. 
These economic laws may be clearly seen in the history » 
of the building industry since the Armistice. For 4 
couple of years after that date the country experienced 
a period of extraordinary prosperity, when, although | 
wages were high, unemployment hardly existed. x 
purchasing power of the general public was on a high — 
level, and there was a great demand for goods which 
it had been difficult or impossible to obtain during pent 
war. As a direct result, factories were put up almost | 
regardless of cost to cope with the demand for o | 
modities, and the services of the building industry bus 
in urgent demand. In addition, private building opera 


tions had been stopped during the war, and much lee- 
also, the 


programme | 
factor in the 


in the history of the country. A further | 
| д at period was 


prosperity of the building trade during th 
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the Excess Profits Duty, for, as is well known, a very 
irge amount of building construction and alteration 
and repair work was put in hand with the express 
intention of lessening the assessment for that tax. 
Under these conditions the demand for the builder's ser- 
rices considerably exceeded the capacity of the industry 
to cope with the work, with the result that the industry 
was fully employed at high prices. Then came the 
general slump in trade, with its inevitable effect on the 
building industry, and, in addition, the Government 
stopped its housing programme. Money became scarce, 
and the building public thought twice before investing 
in building operations. Instead of the demand for the 
builder’s services exceeding the supply, the reverse was 
the case, with the result that unemployment, which had 
been practically non-existent in the building trade 
since the war, began to appear, and whereas previously 
often no tenders at all were sent in for advertised work, 
it is now common for upwards of thirty tenders to be 
submitted for a contract. So far as small house pro- 
perty is concerned, the Rent Restriction Act has ren- 
dered this class of building such an uneconomic proposi- 
tion that at the present time the speculative builder is 
practically out of business. 

But the factors which ordinarily account for the 
success of the building industry have been affected by 
the war, which has left an enormous amount of building 
work to be done, not only in the shortage of dwelling- 
bouses, but also the building and remodelling of fac- 
tories and other buildings, the building and Tedecora- 
tion of large houses, &c., while the present trade depres- 
sion is keeping back the money with which this work 
should be carried out. At present we are faced with 
the anomaly of an industry in a state which may per- 
haps best be described as stagnation, while at the same 
tme there is а vast amount of work urgently requiring 
Its services. Office buildings, alterations to factories 
un many cases entire rebuilding) in order to bring them 
into line with modern ideas of economical production, 
dwelling-houses, large and small—uall are pressing neces- 
stes for the well-being of the country. True, con- 
siderable building activity is noticeable in central 
London, but it is mostly office building, which is made 
a more or less profitable investment owing to the high 
rents. obtainable for such accommodation. Generally, 
the trade is at a standstill, and builders’ vards up and 
down the country are stocked with plant which is bring- 
ing 1n no return. 

A realisation of these factors which affect the building 
industry shows that no great revival can be expected 
until there is an improvement in the general trade of 
the country, on which it depends for its work, and until 
that takes place the schemes that can be seen in practi- 
eally every architect’s office waiting for a favourable 
opportunity to be carried out will remain in that stage. 
The high cost of building is exercising the minds of 
many, and is undoubtedly causing much work to be 
held up. Compared with 1913 prices, the cost of build- 
ing shows an increase of up to about 150 per cent., 
zhile the official figures indicate that the cost of living 
tas fallen to about 75 per cent. above the pre-war level. 
Ithas to be borne in mind, however, that the cost of his 
work is largely outside the control of the builder. The 
builder acts as a middleman in the sense that he pur- 
chases materials and labour and supervises the erection, 
and the ultimate cost is therefore the cost of the 
material and labour, plus profit. No doubt during the 
boom period profits were high, but at the present time 
we know of several large contracts recently entered into 
at prices which leave no profit at all unless the prices 
of materials and labour are considerably reduced before 
the work is finished—with the slackness which exists in 
the industry to-day, and the resulting keen competition, 
it is obvious that excessive profits cannot be added 
t) tenders. The cost is practically governed bv the 
est of the component parts of a building and the labour 
required for its erection: the former show increases of 
anvthing up to 200 per cent. over 1913 prices (the largest 
items, bricks and cement, are from 100 to 150 per cent. 
up), and labour, which accounts for half the cost of 


building, has increased by 150 per cent. It is obvious, 
therefore, that the cost or рипа, which has already 
been reduced considerably during ше past few montis, 
cannot be further reduced unui the cost of шалегіаіз 
and labour is reduced, und wile the latter is controied 
by an agreement between tue 1inasters and the 1гаче 
unions, the bulk of the turer 15 controlled by trade 
couubines und associations of nianulacturers walch nx 
prices, and, incidentaliy, prevent tue builder from using 
His business abilities to purchase in Ше cheapest Market 
and thereby being in a position to tender below lis 
rivals. ‘here ure, however, hopeful prospects that both 
these costs will be considerably reduced in the near 
future; the one owing to unemployment, which will 
undoubtedly induce the men to accept lower wages, and 
the other owing to the large stocks the manutacturers 
are accuinulating as à result of the slackness in the 
building industry. But it is this expected reduction 
which is having a marked effect on the amount of work 
being put in hand, for no one, unless he is compelled, 
will buy on a falling market, and many prospective 
clients are waiting until prices have reached rock-bottoin 
and a certain degree of stability. The slowness which 
has been so noticeable in all building operations since 
the war has also added to the reluctance to embark on 
building projects, but the output of the workers has 
shown a welcome improvement during recent months, 
and, with the keener competition for work owing to 
the prevailing unemployment, will no doubt still further 
increase. 

The general consensus of opinion in the industry 
seems to be that the present general depression will con- 
tinue for some months to come, but that towards the 
end of this year a revival may be expected, and 
with it a revival in the building industry. Until that 
takes place, and until building costs have reached some 
sort of stability, it is unlikely that large building pro- 
grammes will get bevond the paper stage, but when it 
does come about there are signs that the activity of the 
building industry will rival, if it does not exceed, that 
which followed immediately after the Armistice. The 
prospects of the country generally, however, are the only 
barometer by which the prospects of the building indus- 
try may be gauged. Н. С. 
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The Engineering Industry in France.—According to a 
Reuter "rade Service dispatch from Paris, the improvement 
which for some time has been noticeable in the metallurgical 
industries in the Lyons district continues. ‘The construction 
of machinery is being aided by the demands for the installa- 
tion of power stations along the Rhone and its tributaries. 
The orders given by railway companies for locomotives and 
rolling stock, and for repairs to material, have recently been 
so numerous that certain works are short of skilled hands. 
On the other hand, the position in the machine-tool industry 
is still anything but satisfactory. Metallurgical works are 
profiting by the resumed activity of the chemical industries, 
but the situation in the boiler trade is regarded as serious. 
Cast iron and steel foundries are receiving a certain number 
of orders, and, although fewer workers are employed than in 
& normal period, work is active. Copper foundries ure also 
more active. Motor-car construction maintains its activity as 
far as luxury cars, tourist cars, and small industrial cars are 
concerned, but business in big lorries is very slack. One 
important establishment 18 closing its Lyons works and dis- 
missing its personnel. Orders are being received in the elec- 
trical industry, and skilled workers are lacking in certain 
categories. At Villefranche-sur-Saone motor-car construction, 
machinery works, and foundries are all active, and at Givors 
the machinery industry is normal while the giass-making indus- 
try shows some improvement. The de'ay in the delivery of 
industrial coke by Germany and the disturbance to trade 
caused by the German railway strike have had a serious 
effect on the metallurgical industry of Lorraine. А certain 
number of works at Thionville d'Hayange and Hagondage 
have been obliged to allow their furnaces to cool. As regards 
the general situation in France, it is estimated that 40 per 
cent. of the blast furnaces are working. ‘The proposed e!ec- 
trification of the P.L.M. and Orieans railways is likely to 
provide work for the metallurgical trade during the coming 
year, since something like 2.090 electric locemotives will he 
needed. and the erection of power stations and the construc- 
tion of the transmission system will provide employment for 
many. 
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A NEW FREQUENCY METER AND STATION 


By R. C. CLINKER, 


A FREQUENCY meter* working on a new principle, and 
which possesses several advantageous features, is being 
put on the market by the British Thomson-Houston Co., 
Ltd. 

The principle of action is that by which a coil in a 
circuit containing inductance and capacity will, when 
suitably arranged, automatically adjust its inductance 
to resonance with the impressed frequency. — This self- 
adjustment is utilised to indicate ihe frequency. | 

To understand the action of the instrument, consider 
the forces acting between two coils. one fixed and con- 
nected to an alternating-current supply, and the other 
movable, and either (1) short-circuited, (2) connected tó 
an external inductance, or (3) connected to a condenser. 

In the first case, where the soil is short-circuited, the 
force is repulsive, owing to the fact that the phase of 
the current in the secondary or moving coil is displaced 
nearly 180° from that in the fixed or primary coil. 
This condition is well illustrated by a well-known ex- 
periment in which a solid ring is driven off an iron core 
when the latter is magnetised by alternating current. 

In the second case, with an external inductance con- 
nected, the result is the same, viz.. repulsion from the 
primary. The magnitude of the force, however, is less 


than in (1) owing to the reduction of current in the 
secondary. 

In the third case, with a condenser connected, the 
secondary may experience either repulsion or attraction, 
depending upon the value of the condenser capacity. If 
the condenser has a small capacity, so that the capacity 
reactance is greater than the inductive reactance, the 
current in the secondary will be nearly in phase with 
that in the primary, and the coils will attract. If the 
capacity be large, so that the inductive reactance pre- 
ponderates, the currents will be in opposition and the 
coils forced apart. The force disappears, however, 
when the capacity and inductive reactances are equal, 
i.e., when the secondary circuit is in resonance with the 
in:pressed frequency. With this condition, the two cur- 
rents are in exact quadrature, and the mean force is 
zero. Any change of frequency, however, either up or 
down will cause repulsion or attraction, and the secon- 
dary coil will move away from or towards the primary. 

If, now, it can be so arranged that when a variation 
of frequency causes the coil to move, the inductance or 
capacity changes in the right direction, then the coil 
will again find a position of zero torque for the new 
frequency. One way of accomplishing this is to thread 
the moving coil upon an iron core projecting from the 
fixed coil, and pivot it freely. With this arrangement, 
the effective inductance of the moving coil increases as 
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it nears the fixed coil, and its natural frequency there- 
fore decreases. This is the effect required, for when the 
impressed frequency falls, the coil tends to move to- 
wards the fixed coil, and it therefore finds a new position 
of resonance for every frequency within its range. To 
use a wireless term, the coil automatically ‘* re-tunes ”’ 
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its circuit for every change in impressed frequency. As 
the position of the coil when in resonance is always one 
ef zero torque, if is not affected by the magnitude of the 
primary current, t.e., by the impressed voltage. The 
urrangement, therefore, makes an excellent frequency 
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meter, as the position of the pointer attached to the 
pivoted coil depends upon frequency only. 

The distance moved by the coil for a change of one 
cycle per second depends upon the rate at which 
the inductance of the secondary circuit changes with 1% 
position on the core. If external inductance be added, 
the coil will have to move a greater distance for a given 
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change of total inductance, and the scale will be opened 
out. By this means an instrument is produced which 
has a very open scale. It is an easy matter to obtain a 
scale having a distance of two inches for a change of 
опе cycle per second. Such a scale is shown in fig. 1, 
which illustrates a sector-pattern instrument having a 
12-1n. scale. Fig. 2 shows an instrument with an 18-in. 
scale for use as a ‘‘ station tachometer,’’ which can be 
accurately read at a considerable distance. ‘The scale 
length per one cycle on this instrument is three inches, 
which is sufficient to enable the station speed to be 
observed from any point. 

Errors.—The error due to variation of voltage is, 
for the reasons given above, neglizible over a range of 
from 90 to 150 per cent. of normal pressure. 

Variation of resistance of the moving-coil circuit due 
to temperature change has no effect, as the phase of the 
current is unaffected; its magnitude only is changed. 

The error due to distorted wave form is very small, 
and negligible in practice. That this must be so will 
һе appreciated when it 1s considered that, in the first 
place, owing to the high inductance and low resistance 
of the fixed coil, the flux due to any voltage harmonic is 
less than that due to the fundamental, in the ratio of 
the fundamental frequency to that of the harmonic. 
For instance, a 10 per cent. harmonie of three times 
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normal frequency produces only 10/3 or 3.3 per cent. 
of the flux due to the fundamental. Further, this flux 
can produce but a small harmonic current in the moving 
coil, because the circuit of the latter is completely out 
of tune with it. Tests showed that even with a 40 per 
cent, harmonic artificially introduced, the error was 
only 1/4 cycle in 50. 

Fig. 3 gives a view of the instrument with its cover 
removed. It will be noted that a curved iron core is 
used to provide a large angular movement. Also a 
device is fitted which automatically pushes the pointer 
ott the scale when the voltage is cut off. 

Fig. 4 shows a horizontal edgewise type of instrument 
laving a 6-in. scale. 

From what has been said above, it is clear that the 
instrument can also be constructed as a capacity or an 
inductance meter. For these uses it is supplied with 
alternating current at a fixed frequency. Instruments 
have been constructed for checking small condensers such 
ия are used for magnetos, the scale range being 0 to 0.25 
"ierofarad. In this case a fixed condenser is con- 
nected to the moving coil to cause the pointer to stand 
normally at zero, thus providing a restoring torque. 

The chief features of the new instrument are suin- 
"arised as follows : — 

(1) An extremely open scal2 may be obtained 
around the working point 

(2) The reading is independent of voltage over a 
wide range. 

(3) The reading is affected very little by distortion 
of wave form. 

(4) The restoring torque is large. 

(5) The parts are few and robust, and the instru- 
ment is unlikely to get out of order. 


LEGAL. 


WOREMEN'S COMPENSATION. 


In the Mayor's and City of London Court, on January 9th, 
Augustus Clark, assistant electrician, Stratford, claimed com- 
pensation from Colonial Wharves, Ltd., 37 and 38, Mark 
Lane, E.C., for injuries which he sustained while working 
for them. He was assisting in lowering a portable crane by 
means of a transporter when stops holding the crane slipped. 
His right foot was injured. Не was paid 35s. a week [rom 
December, 1920, to September of last year, and then the ein- 
ployers thought he was sufliciently recovered to resume his 
former work. He complained that he stil had pain. De- 
fendants were willing to pay £59 in full settlement, which 
plaintiff was willing to take, subject to the Court's approval. 
Judge Atherley-Jones, K.C., approved. 


COMMERCIAL TRAVELLER'S CLAIM. 


IN the Mavor's and City of London Court, on Thursday, before 
Mr. Registrar Dell, a claim was made by R. S. Butler, a com- 
mercial traveller, against the B.T.T. Electric Lamp and 
Accessories Co., London, E.C., electric lamp agents, for £3 
108., salary and expenses in lieu of notice. Plaintiff said about 
October 20th last year he was employed by Mr. Taylor, of 
the defendant company, as a traveller and representative at 
à salary of £3 per week, 10s. for expenses, and 24 per cent. 
commission, and a week's notice each way. "The reason given 
for his dismissal was that on the Friday of the first week of 
his employment he was told to see Mr. Ayton, the defendant's 
sales manager. He waited until ten minutes past seven, and 
then, thinking he had waited long enough and that Mr. Ayton 
had gone for the day, he left. On the Saturday he was told 
he ought to have waited, and he received his week's salary. 
On the Monday he was told he could not start again. He 
claimed he was entitled to notice, which he had not received. 
For the defence, Mr. Ayton was called, and he said that he 
had engaged the plaintiff, who was told by him (witness) to 
carry on, and that i& was to be a week on trial. Witness 
admitted, in answer to the Registrar, that Mr. Taylor had 
told him (witness) he was sending the plaintiff to him for 
approval. Mr. Registrar Dell said it was clear that the defen- 
dants had come along with the wrong witness. The defen- 
dants’ witness who had been called only knew of the terms 
of the plaintiff's employment by Mr. Taylor by conversation. 
Plaintiff denied that he was engaged for a week on trial. 
Under the cireumstances he thought the plaintiff was entitled 
to a week's notice, and he gave judgment for him for £3, 
disallowing the claim of 10s. for expenses, which had not 
been incurred. 


CARRS v. FAWCETT. 


Tue Liverpool Post reports a case heard at the Liverpool 
Court of Passage on January 6th, in which Messrs. Carrs, 
partnership agents, of Liverpool, claimed £25 commission 
from Ernest Fawcett, of Fawcett & Hastings, electrical en- 
gineers, for the introduction of a business partner to the 
defendant. Evidence given for the plaintiffs by W. Porter, 
a member of the firm of Carrs, was to the effect that at the 
beginning of last year defendant, who was then managing- 
director of the Stoneycroft Electrical Works, Ltd., entered 
into an agreement to pay 10 per cent. commission for the 
introduction of a new director and fresh capital into the 
business. Before plaintiffs were able to discharge their under- 
taking the Stoneycroft works went into liquidation. Shortly 
afterwards Mr. Porter met Mr. Fawcett, who after indicating 
that he was acquiring the effects of the Stoneycroft Electrical 
Co., requested plaintiffs, it was alleged, to find him a partner 
with capital. Later Captain Hastings joined defendant in his 
business, and plaintiffs claimed that it was a result of their 
introduction. 

Defendant denied that he gave Mr. Porter the verbal instruc- 
tions to find him a partner, and contended that the agree- 
ment only related to the firm which went into liquidation. 
He had himself, he said, advertised for a partner in trade 
journals. | 

Judgment was given for plaintiffs for the amount claimed. 


Easier X-ray Diagnosis.—The great advance in the 
taking of X-ray photographs in this country has made it 
possible to obtain radiographs of the thickest parts of the 
body in which the details and definition are extraordinary. 
Wonderfully clear photographs are taken with ordinary 
apparatus, with a moving grid made up of parallel strips of 
lead, a combination of devices made by Mr. Buckley, the 
originator, and Dr. Hollis F. Potter, of Chicago. X-ray 
photographs, particularly those taken through thick parts of 
the body, are frequently ''fuzzy " owing to the scattering 
of the rays, but the lead grid intercepts these almost com- 
pletely. By swinging the grid to and fro its image does not 
appear in the photograph, the improvement in which renders 
diagnosis far easier.—Daily Mail. 
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THE - PHYSICAL SOCIETY OF LONDON. 


TWELFTH? ANNUAL EXHIBITION. 


THE twelfth annual exhibition of electrical, optical, and other. 
physical apparatus, held under the auspices of the Physicai 
Society of London and the Optical Society, was again housed 
in thé Imperial College of Science and lechnology at South 
Kensington last week and as usual proved a great attraction; 
its popularity may be gauged from the fact that the supply ot 
admission tickets failed some time before the opening date. 
The: show lasted two days, and during that time several dis- 
courses took plaee: Mr. Alan A. Campbell Swinton, F.R.S., 
lectured on '' The Johnsen-Rahbek Electrostatic Telephone 
and its Predecessors;" Mr. F. Harrison Glew took as his sub- 
ject `“ Radium: its application im Peace and War;" while the 
Astronomer Royal, Sir Frank Watson Dyson, F.R.S., F.R.A.S., 
explained the ‘‘ Employment of Coarse Wire Gratings in 
Astronomy." Many of the exhibitors demonstrated the 
function of their devices and much electrical and other ap- 
paratus was on view; it would require more space than is 
at our disposal wherein to describe it all, so a general re- 
view of the more interesting exhibits must suffice. 

Mn. J. Scort-TacGart exhibited his negatron oscillator, 
which is a source of continuous oscillations, especially for 
use in the reception of continuous waves. ‘lhe components 
of the circuits are enclosed in a polished wood case fitted 
with a slanting ebonite panel, on which are mounted adjust- 


Еа. 1.—A NEGATRON OSCILLATOR. 


ing handles and a wave indicator, as shown in fig. 1; the 
case is similar in shape to the standard wireless telegraph 
receiver, but is narrower. The wave indicator is of the same 
type as that provided on the standard receiver, and the 
operator can see at a glance the length of wave that is 
radiated by the oscillator; the range provided is from 600 to 
20,000 metres. A single negatron valve of special type, 
possessing four electrodes, 1s mounted within the case, and, 
as a protection against the valve being left burning when not 
required, an inspection. window covered with red glass is 
provided above the wave indicator. The valve derives both 
flament and anode currents from the same batteries used 
for the receiver valve, the filament current being controlled 
by a rheostat that is mounted on the face of the instrument, 
together with a switch for extinguishing the valve when not 
in use. The negatron oscillator may also be used as a con- 
tinuous wave wavemeter or for any like purpose ; it is handled 
by the Radio Communication Co., Ltd., and was described on 
p. 449 of our issue of September 30th, 1921. 

MEssns. NEWTON & Co. exhibited projection lanterns and 
various illuminants, including arcs and metal-filament gas- 
filled lamps. 

Messrs. C. Е. CassELLA & Co., besides Dr. J. S. Owen's 
automatic air filter for measuring the suspended impurities 
in air, had on view an anemometer and wind direction indi- 
cator, . by. means of which the velocity and direction of the 
wind are indicated on a dial by electrical means, the direc- 
tion of the wind being shown by a number of small glow: 
lamps. 

Messrs. А. W. Penrose & Co., Lirp., showed a ‘‘Daylight’’ 
lantern. that was fitted with screens of tinted glass for modify- 


ing the colour of the electric incandescent lamps so as to 
simulate natural daylight and enable colours to be matched. 

The Epison Swan kxecrric Co., Lrp., showed an electric 
lamp for the same purpose as that mentioned above; in this 
case, however, the bulb itself was blue in colour, and no 
screens were used. ''Fullolite " lamps, having opal bulbs 
to prevent eyestrain, were also to be seen, and a variety of 
" Pointolite '" lamps for different purposes, ranging in size 
from 30 to 10,000 c.p., some of which had a fixed focus, some 
a high intrinsic brilliance; some of the bulbs had a reflector 
fitted inside them, while others were pipless. 

Mn. R. W. Pauvr's fundamental standard of mutual induct- 
ance, which is destined for Japan, is illustrated in fig. 2. 
Its design, evaluated from its geometrical dimensions, is due 
to Mr. Campbell, and special care has been directed to 
permanence and ease of setting up. Its construction was 


commenced in 1911, but was interrupted by the war. 
The primary is of bare wire wound in a screw thread 


cut in a marble cylinder, and has two equal sections, each 
of a single layer, with a space between their inner ends. ‘The 
secondary is a multi-layered coil wound in a groove in a 
marble ring; it surrounds the cylinder, and is adjustable 
both axially and radially in relation to the latter. It is set 
mid-way hetween the two primary helices, and has а mean 


Fic. 2.—PFUNDAMENIAL STANDARD. OF MUTUAL INDUCTANCE. 
diameter such that the field due to the helices is zero at the 
mean circumference; thus, for a given displacement from the 
correct position the change of mutual inductance is a 
minimum. 

Curves were exhibited, showing variations of diameter and 
pitch of the primary, as measured by the Metrology Depart- 
ment of the National Physical Laboratory. Calculated curves 
were also shown giving variations of mutual inductance with 
the above, and with variations of the diameter of the 
secondary. These curves and the final calculations of value 
(10.0071, millihenries) were made by the Electrical Standards 
Department. 

MrEssnus. ADAM HILGER, LTD., in addition to other things. 
showed an optical sonometer for the purpose of making 
photographic records of the forms of sound waves, and 
designed to assist in the diagnosis of faults in geared turbines 
and other rotating machinery. The sound waves are directed 
down a metal trumpet on to a diaphragm, the vibration of 
which causes a spot of light that is focused on to a revolving 
sensitive kinematograph film to flicker up and down, thus 
producing a record similar to that of an oscillograph. The 
novelty of the device consists principally in the sensitive 
film, which is made of celluloid covered with gold, and has 
a thickness of less than a wave length, so eliminating to & 
great extent the '' thickness effect " of the diaphragm. 

Messrs. Watson & Soxs (Егкстло MepicaL), Lro., had 
on view an X-ray outfit that consisted of a ''Sunic " com- 
bined radiographic couch, screening and tube stands, which 
was fitted with a new 1.8-kW oil-immersed h.p. transformer 
capable of delivering a secondary pressure of 60,000 volts, 
and made suitable for operating a 10 or 30 m.a. self-rectifying 
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electron tube. There was also a " Canny Ryall” portable 
diathermy device on the firm’s stand which was specially 
designed for operations in conjunction with a cystoscope, but 
the apparatus was suitable for general diathermy treatment, 
and was manufactured so that it could be attached to any 
а.с. circuit of either high or low voltage, but if it is required 
to operate it on a d.c. circuit it is necessary to employ in con- 
Junction with it a small rotary converter. 

Messrs. JOHN J. GuirriN & Sons, Lrb., amongst a variety 
of physical apparatus for the use of laboratories, had on 
view an outfit of Sand’s electro-metric apparatus for the 
estimation of acidity. 

On the stand of Messrs. Everett, Epccumer & Co., LTD., 
was displayed a varied selection of measuring and controlling 
instruments, amongst which those seen for the first time 
may be mentioned the following :— 

A particularly compact and portable alternating-current 
testing set for the measurement of current, voltage, and 
power. The set consists of two dynamometer movements 


contained in a single case and arranged by means of a handy 
change-over switch so that on one movement voltage or watts 


= 


^- Fira. 3.—A 20,000-VoLT VOLTMETER-DIAGRAM. 


cin be measured, and on the other amperes. By this means 
single and three-phase power, current, voltage, and power 
factor can be determined with a single instrument, and a 
number of voltage and current ranges may be provided, the 
latter by means of single or multi-range current transformers; 
moreover, the voltmeter can be used for d.c. voltage measure- 
ments and the ammeter for d.c. uv to 5 amperes, by which 
means the instrument can be at any time tested for accuracy 
against a d.c. sub-standard instrument or potentiometer. 


Fic. 4.—A 20,000-VoLT VOLTMETER. 


Another compact little portable set suitable for d.c. 
measurements of all kinds is that known as the “ Dwarf 
Testing Set." It consists of a moving-coil instrument with 
the following ranges: 3, 15, and 30 amperes; 3, 15, and 150 
volts. The whole is fitted into a leather carrying case measur- 
ing only 44 in. x 55 in. x 2 in., and weighing complete 
about 14 lb. It is the most compact set of its kind, and 
should prove extremely useful to factory plant superin- 


tendents, contractors, garages, ќе., and to all who are con- 
cerned with the installation or maintenance of d.c. plant. 

A number of measuring instruments suitable for generating 
Station and factory use was shown, amongst which may be 
mentioned a new form of leakage indicator suitable for use 
with a system having its neutral point earthed. As is well 
known, the current flowing to earth through the neutral! 
point represents the leakage on the system, and its accurate 
measurement is a matter of great importance. At the same 
time, to introduce into the earthing circuit the fine winding 
of a low range ammeter is inadmissible owing to the risk of 
its being burnt out owing to an earth on the system. "о 
meet this difficulty the Everétt-Edgcumbe leakage indicator 
has been introduced, consisting of a current transformer with a 
heavy primary winding, and having the indicator itself con- 
nected to its secondary. By this means a scale of 0.5 amps. 
is furnished, although the normal earth current may be rated 
at as much as 100 amps., and so on in nroportion. The indi- 
cator itself is provided with an automatic short-circuiting 
switen which serves the double purpose of protecting the 
winding from damage, and of serving as a tell-tale to indicate 
when a fault has occurred. 

A number of ohmmeters was exhibited, one adapted to the 
reading of winding temperatures of running machines being 
shown in operation. The scale of the indicator is graduated 
up to 150 deg. C., and serves to indicate directly the tem- 
perature of a running motor. For the measurement of the 
temperature of the stator or other h.p. windings resistance 
units are embedded in the slots as near to the conductors as 
possible, and are connected to an indicator graduated directly 
in degrees of temperature. 

An interesting voltmeter for the measurement of extra 
high voltages was shown. It is based upon the princisle 
first employed by Lord Kelvin and subsequently developed 
by M. Abraham, the eminent French investigator, viz.. the 
attraction of two oppositely electrified conductors protected 
by guard plates. The. instrument shown had a maximum 
range of 40,000 volts, with additional ranges of 20,000. volts 
and 10,000 volts. It is illustrated in figs. 3 and 4, and it 
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may ,be added that similar instruments are supplied for all 
pressures up to 200,000 volts. The change-over from one 
range to another is immediately effected by altering the dıs- 
tance between the plates. An important feature of these 
voltmeters is that, air being used exclusively as the dielectric, 
they give identical readings with direct current or alternating 
currents of any frequency, which is not the case with electro- 
static voltmeters depending upon the use of condensers, 
which instruments are also liable to disturbance through 
variable leakage affecting the distribution of potential 
between the instrument and the condenser in series with 1%. 

In the past the electrostatic principle has been considered 
as suitable only for comparatively large dial instruments, but 
Messrs. Everett, Edgcumbe have found it possible so far to 
reduce the dimensions that a 3-in. dial electrostatic voltmeter 
reading up to 2,500 volts has now been evolved, and is very 
largely used for wireless installations where space and weight 
are often of great importance. One of these instruments is 
illustrated in fig. 5. 

Messrs. MUIRHEAD & Co., LTD., bad in operation a Heurtlev 
four-wire magnifier, which depended upon the variation of 
resistance due to temperature caused by the proximity of 
electrically-heated wires, amplified the incoming  tele- 
graphic impulses from the cable, and thus increased the 
speed of operation. The instrument 1s a modification of the 
original magnifier bearing the same name, and is used by 
many cable companies on their longest cable sections; its use 
results, it is claimed, in an increase of speed in duplex work- 
ing of from 25 to 50 per cent. in each direction above plain 
recorder working. Ап artificial-ine box represented the 
electrical constant of a submarine cable, and was used to 
obtain the necessary balance for duplex working. The auto- 
matic transmitter used was governed so as to obtain con- 
stancy of speed. 

Messrs. Еилотт Bros.’ (Т.охрох), LrDp., exhibit comprised 
a complete range of indicating and recording switchboard am 
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portabie instruments, test sets, Wheatstone apparatus, gal- 
vanometers, Wheatstone bridges, chemically-engraved name- 
plates, small motors for telegraph work, steam and oil engine 
indicators, tachometers, frequency indicators and vibration. 
tachometers of the resonant reed pattern, a ship’s electric log 
as used in the British and other navies, gyrostat parts as used in 
gyro compasses for marine work, &c. We particularly noticed 
the ‘‘ Multiversal ’’ testing set, fig. 6, which is an improved de- 
sign of the well-known '' Century " mains test set. Its range 
has been very considerably extended, and it 1s now direct read- 
ing from 0.75 millivolt to 1,200 volts, and from 1 micro-ampere 
upwards to any amount of current, the higher ranges of 


Еа. 6.—A “ MULTIVERSAL " TESTING SET. 


current being measured by means of external shunts. ‘I'he 
instrument is provided with an arrangement whereby an ex- 
ternal dial can be inserted in the variable arm of the Wheat- 
stone bridge portion of the apparatus when measuring re- 
sistance, so that its range тау be extended ten times. "һе 
set is now sent out with a booklet, containing instructions 
and diagrams of connections for making the various iests. 
The workshop ohmmeter is 2 new instrument having a double 
range, and nrovided with the necessary terminal board :or 
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Fie. 7.—A ‘ Unit” Test SET. 


attaching the resistance to be measured. It gives a direct 
reading in ohms, and can be calibrated for ranges up to 10,000 
ohms. We also noticed a series of moving-coil instruments in 
pressed-metal cases, with either open dials or the ordinary 
enclosed dial with a metal front, having 120 degrees angular 
deflection. These instruments have the same scale length as 
dial diameter. thus an 8-in. instrument has an 8-in. scale. 
The '' Unit " test set, fig. 7, consists of a precision moving- 
coil instrument, and 1з arranged with separate shunts and 
series resistances for measuring current and voltage up to any 
amount. The instrument itself 1s considerably more sensitive 
than the usual millivoltmeter and has a high resistance. It 
gives & full scale deflection for 45 millivolts, and has an in- 
ternal resistance of 10 ohms. By means of a third terminal 
a self-contained voltage range of 3 volts is obtained with a 
total resistance of 1,000 ohms. 

Messrs. A. GALLENKAMP & Co., Ітр., showed a selection 
of electrically-heated vertical and horizontal tube furnaces: 
also muffle furnaces, explosion tube furnaces for heating sub- 
stances in sealed glass tubes, and organic combustion and 
crucible furnaces. The firm’s electro-titration apparatus can 
be used for such purposes as hydrogen-ion concentration 
measurements (PH), preparation of accurately neutral or 
buffer solutions, and acid-alkali, or oxidation, titrations. 

The ZENITH MANUFACTURING Co. covered its stand with 
many shapes and kinds of resistances and rheostats. It also 
showed the '"'Zenith " magnetic rectifier under working 
conditions. 

(To be continued.) 


NEW ELECTRICAL DEVICES, 
AND PLANT. 


Readers are invited to submit particulars ef new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest. 


FITTINGS, 


A C.T.S. Connector Box. 


In our issue of June 18th, 1990, we gave some particulars 
of a connector box for metal-sheathed cables, designed by Mr. 
White, A.M.I.E.E., 1, Cumberland Street, Deansgate, Man- 
chester. The same inventor has now adapted the idea to a 
connector box for c.t.s. or tough-rubber-sheathed cables. The 


Fic. 1.—UnNIversAL Conxector Box ror C.T.S. CABLES. 


new box (fig. 1) is made of a fireproof insulating material 
As in the box previously described, the entry slots are so 
spaced that any arrangement of cables—straight through, tee, 
right-angle, 3 or 4-way, can be obtained, while the entries 
not required are covered in. The cover has four slots at equal 
distances round its flange. Terminals are moulded into four 
lugs, and marks on the inside of the bottom portion of the box 
indicate the correct slots for each arrangement. By the adop- 
tion of a '' universal ’’ box of this nature the stocking of four 
different kinds of box is obviated. 


Electric Garage Heaters. 


Fig. 2 illustrates one of a series of electric heaters specially 
designed for garages and similar places by ELECTRIC Fires, 
Ітр., King Street, Norwich. These have been made to pro- 
vide an efficient heating system working at a comparatively 
low temperature, viz., 250 deg. F. The heaters are strongly 
constructed of steel plate (there are no easily-broken cast 
parts), and consist of a series of fins, which dissipate the heat 
generated in a number of elements clamned tightly in water- 
tight casings between the plates. The apparatus reaches its 
normal working temperature within a few minutes of switch- 
ing on, and when this point is reached the convection of air 


Fic. 2.—AN ELECTRIC GARAGE HEATER. 


between the fins carries away the heat generated 60 
efficiently that the surface temperature does not rise above 
the limit mentioned. It is stated that even when the heater 
has been on for a considerable time it is safe to sprinkle 
petrol on it, and that it can be covered with tissue paper with- 
out risk of fire. The heaters are made in four standard sizes, 
250, 500, 750, and 1,000 watts and their weights range from 
7 to 25 lb. | 
Machines for Armature Construction. 


We have received from Messrs. JonN Hornovp & Co., LTD., 
34, Victoria Street, S.W.1, some particulars of recently- 
designed machines for use in the construction of armatures 
and commutators. Fig. З shows a banding lathe, which 
can also be used for general turning. The height of centres 
is 15 in., and the lathe will take armatures up to 22 mM. 
diameter by 4 ft. 9 in. length of spindle. A reversing coun 
shaft is provided, and the headstock spindle revolves 10 the 
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reverse direction when banding is being done. A substantial from the length, and the machine can be easily moved from 
brake is provided in a convenient position to hold the spindle one part of the machine shop to another. The shaft 1s 


stationary against 2 maximum tension of 2 cwt. on the wire, mounted on disks made of chilled iron and accurately ground. 
whilst the coils of banding are being soldered by the operator. The pivots run in ball bearings, and so ensure extreme sensi- 
Brackets are provided at the rear of the carriage for holding tiveness to any irregularity in balance. In a test an arma- 


a drum of banding wire, which passes under the bed to a ture weighing 6 cwt., mounted on a 24-іп. diameter shaft was 
guide pulley on the apron of the carriage. ^ After passing used, and it was found that a weight of 24 ounces suspended 


through an initial tension clamp it reaches the main tension 7 in. from the centre was sufficient to produce motion of the 
drum. It passes twice round this drum, which is controlled armature. The balancer can support a weight of 5,000 Ib., 
by an adjustable band brake, giving a smooth action and and armatures up to 6 ft. diameter and 6 ft. long can be 


tested upon it. 

Fig. 4 shows a machine designed for cutting down the 
mica insulating strips below the surface of the commutator 
bars. ‘The construction embodies an up-to-date crank shaping 
head, with box body, in conjunction with a long bed and 


Ес. 4.—A ComMMUTATOR NOTCHING MACHINE. 


headstocks, that support armatures of varving length up to 
Fic. 3.—AN ARMATURE-BANDING LATHE. 4 ft. 7 in. overall and 22 in. diameter. These are mounted 
between the centres, with the commutator close to the shaper 
head, which has adjustment for length and position of stroke, 


mwerful control up to the maximum tension required, and and down-feed adjustment to regulate the cut, all arranged 
then continues over to the work. Eight rates of turning feeds to deal with апу commutator on an armature of normal 
ire provided, and four rates for banding with 16 S.W.G. and design within the capacity of the machine. The loose 
finer wire, whilst nine spindle speeds give a range from 15 headstock is fitted with worm- wheel dividing apparatus, con- 


trolled by a dividing arm and dial situated convenientiy for 

Another machine 1s specially Gesigned tor balancing arma- the operator when standing close to the cutting tool. The 
tures, pulleys, cones, &c., and has been found in practice to machine can deal with commutators from 11 in. to 17 in. 
be very eflicient. No setting or adjusting is necessary apart diameter by 12 in. long: it weighs about 22 cwt. 


to 290 r.p.m. The lathe weighs approximately 3X tons. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—JoHN  Howanpb HOPKINS (for- from the liabilities under the deed, the debtor ówed £950 to 


merly trading as the Hlectrical Maintenance Co.), late of the petitioning creditor, and he had no separate assets. The 
14) Wardour Street, W.— Ihe receiving order in this case failure was attributed to loss on the trading owing to the 
was made at the London Bankruptcy Court on November debtor's inexperience of the business. A resolution was 
Ath, and the first meeting of creditors was recently held passed for Mr. Maurice Hyam, C.A., 60, Chancery Lane, 
before Mr. F. T. Garton, Official Receiver. It appeared from W.C., to act эз trustee and administer the estate in bank- 
the debtor's statements that he began business оп his ruptcy. | | 

on account as an electrical engineer in July, 1918, at 87, A. J. WiLLcox, motor and electrical engineer, The Garage. 
Shaftesbury Avenue, W.C., under the above style. It was Farnham Common, Bucks.—First meeting January 16th at 
onginally intended that the business should be that of main- 20, Russell Square, W.C.1; public examination February 10th, 
taining kinema electrical plant, but it developed into a at the Town Hall, Windsor. 

kinema equipment business. ‘The debtor provided £1,000 BERNARD BARNETT, electrical engineer, of 104, Whitechapel 
capital. In March, 1920, a Mr. C. A. Hale joined him in Road, E., and 100, Bethune Road. Stamford Hill, N.—The 
partnership and introduced £3,000, of which the debtor first meeting of creditors under this failure was held last 
received £1,200 personally, and the balance was put into the Friday at the London Bankruptcy Court before Mr. W. Р. 
busmess in the shape of capital. The debtor and his part- Bowyer, Senior Official Receiver. The receiving order was 
ner, however, were unable to agree, and it was arranged that made on December 20th. The Chairman reported that the 


the latter should be bought out for £5,000, of which £500 debtor had stated that in 1914 or 1915 he took a lease of a 
was to be paid down and the balance by weekly instalments house, shop, and factory premises at 104, Whitechapel Road. 
of £40. In all £750 had been paid to Mr. Hale under that In March last he executed some work at a kinema and 


agreement. It further appeared that in consequence of the cigarette tube machinery works belonging to Messrs. Heller 
debtor's not being conversant with the equipment part of the and Cederman, and subsequently those two gentlemen joined 
business, various mistakes were made, which resulted in the him in partnership, the idea being to extend the electrical 
«ss of orders. A private meeting of the creditors was held, business to the West End. On July 29th last, however, they 
the result of which was that the debtor executed a deed of served the debtor with a notice for the dissolution of the 
assignment, under which Mr. Oliver Sunderland. accountant, partnership, and a receiver was appointed. The debtor esti- 


19, Eastcheap. B.C., acting as trustee, took over the assets mated his liabilities at between £500 and £800, against assets 
which the debtor estimated would produce a dividend of 12s, valued at £800, and he attributed his present position to over- ` 
in the £ on liabilities of £20,000. The petitioning creditor, confidence in the manager, book-keeper, and partners. In the 


Mr. Julius Raymon, refused to accept the terms of the deed absence of a quorum the meeting was adjourned with a view 
and instituted these bankruptcy proceedings. The debtor be- to the appointment of a trustee. | 
leved that the whole of the assets had been realised and R. A. DgPLEDGF, late 102 now 53, Frodingham Road, Scun- 


‘hat a dividend of 2s. in the £ had been paid, but he did not thorpe, Lincs.—First meeting. January 18th, at the Official 
know the present position. except that the business had Receiver’s Office, St. Mary’s Chambers, Great Grimsby. 
òn closed and the effects had been sold by auction. Apart Public examination, February 2nd. 
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Company Liquidations.—HupsoN's ELECTRICAL ENGINEER- 
ING Co., LTD., Leeds.—The Committee of Inspection which 
Was appointed at a meeting of creditors held in August last 
has not found 16 possible to effect a sale of the business as 
a going concern, and the ofler of the whole of the stock- 
in-trade, &c., for sale by auction was not successful, as the 
prices offered were so low that a very large portion of the 
iots Were withdrawn. To date the liquidator has only been 
able to discharge the debenture loan of £2,000 to the extent 
of £1,000. In the Coinmittee’s opinion there is no hope what- 
ever of any surplus accruing to unsecured creditors, and they 
have accordingly left the completion of the adnunistration of 
affairs in the hands of Mr. W. Emmerson, of Leeds, who, in 
addition to acting as liquidator, 1s receiver and manager on 
behalf of the debenture holders. 

ELECTRICAL DEVELOPMENT & FINANCE CORPORATION, LTD.— 
Meeting of creditors January 17th at 90, Cannon Street, Е.С. 
Liquidator, Mr. W. B. Stone. Voluntary liquidation. 

GLOBE ELECTRIC Co., l,rb.—The liquidator (Mr. W. Os- 
borne) announces а second and final dividend of 15. lld. 
in the £. 

AUTOMOBILE ELECTRICAL REPAIRERS, Lro., Euston. Road, 
London, N.W.—A meeting of creditors was held recently at 
the oftices of Messrs. Cole, Dickin & Hills, C.A., Sardinia 
House, Sardinia Street, Kingsway, W.C. Mr. N. J. Dodd, 
the liquidator in the voluntary liquidation of the company, 
submitted a statement of affairs, which showed unsecured 
liabilities of £515. Of that amount £263 was due to the trade, 
£44 to the bank, and the balance represented the unsecured 
amount due to the debenture holders. The claim of the bank 
amounted to £194, but it held securities valued ав £150. 
The net assets were £160. This was insufficient to meet the 
claims of the debenture holders, which amounted to £512, 
and there was no balance available for the ordinary. creditors. 
It was reported that the company was incorporated in Janu- 
ary, 1920, with a nominal capital of £1,000. The issued 
capital was £795. The debentures were in order, and 16 was 
pointed out that there was nothing available for the creditors. 
No resolution was passed, and the voluntary liquidation of 
the company will therefore be continued by Mr. Doda. The 
following are creditors : — 


£ £ 
Brown Bros. T d e. US) Perra Engineering Со... e. M 
General Electric Co, eoo s. 42 Vandervell, €. A. & Co. e. 19 
Jeal, W. NM. & Eburs Enyineer- Collins Electrical Co. ...... TED 
© ing Co, Ltd. fii $ . 15 Webbs Advertising Agency 12 


PyuaxrT Evectric Co., Ттр. Мпа up voluntarily. Liqui- 
dator: Mr. S. H. Swallow, 67, Broad Street Avenue, E.C.2. 

Hooton, & ELLESMERE Port District ELECTRIC SupPLy Co., 
LrbD.—Winding up voluntarily. Liquidator: Mr. S. S. Daw- 
son, 9l, North John Street, Liverpool. 

Bat METER Co., lÀTb.—Meeting, February 10th, at 124, Fins- 
bury Pavement House, E.C.2, to hear an account of the wind- 
ing-up froin the liquidator, Mr. J. E. Denney. 


Trade Announcements.—The business formerly carried 
on under the style of GaLLWey, РАС & Barker, engineers, 
contractors, &c., of 40-41, Great Marlborough Street, London, 
W., has been incorporated as a private company, and will 
be carried on as Paul & Barker, Ltd., under the personal 
direction of Messrs. U. G. de Berker and A. G. Spencer, 
directors. 

Mr. ASHLEY Pork has commenced business on his own 
account at Toddington, near Dunstable, where he 18 acting as 
agent for the Moorlands Engineering Co., Ltd., of Leek, 
manufacturers of pumps, Кс. He is also agent for various 
counties for Messrs. Crowther & Osborn, Ltd., manufacturers 
of the “© Seeando " lamps, and is specialising In street, work- 
shop, and shop-lighting fittings. 

THE LivERPOoL Exectric САвгЕ Co., Lrp., has removed 
its London oftice from 219, Tottenham Court Road, london, 
W.1, to 9, Playhouse Yard, Golden Lane, London, E.C.1 (the 
offices of the London - Electric Wire Со. and Smith's, Ltd., 
with whom it is associated), where large and complete 
stocks of all ordinary tvpes of rubber insulated cables and 
flexibles and C.T.S. cables and flexibles will be carried. 

Among the new companies registered in Scotland last week 
was: STANDARD WIRING ELECTRICIANS AND ENGINEERS, mer- 
chants, manufacturers, &c.. private company. Capital, £1,000 
in £1 shares. Office, 37, Bank Street, Kilmarnock. 
~ Messrs. Вовевт WirsoN and James G. Dickson have com- 
menced business as electrical engineers at 183, High Street, 
Avr. Mr. Wilson was for over 26 vears manager of the elec- 
trical department of Reid & Co., Avr, and Mr. Dickson was 
the firm's leading electrician for over 90 years. 

Messrs. TayLon, Tunnicuire & Co. have acquired a half 
interest in the patent No. 130,172 granted to Mr. J. А. Col- 
quhoun for electric heating elements, in which the actual 
heating portion of the conductor is entirely enclosed in fire- 
proof beads, which are raised to a red heat by the passage 
of a current. A heating element of this tvpe was described 
and illustrated in our issue of August 20th, 1920. 


Mr. N. W. PnaNGNELL, of 47, Pilgrim Street, Newcastle- 
upon-Tyne, has been appointed Northern area representative 
for the following firms :— 
` Twiss Electric Transmission, Ltd.:, London Electric Firm; Electric Street 
Lighting Apparatus Co.: Venner Time Switches; Berrv's Electric, Ltd.: 
Scholte & Co.. Lid.: Automatic & Electric Furnaces. Ltd.; Chadburn's (Ship) 
Telegraph Co., Ltd. (land interests); Ewart & Son, Ltd. 


Messrs. S. G. Brown, Lro., whose works are at Victoria 
Road, North Acton, W., have lately opened a London depot 
at 19, Mortimer Street, W., where their electrical specialities 
and gyro compass muy be inspected. 


Catalogues and Lists.—THE MaciNTosH. Саве Co., LTD., 
Rice Laue, Walton, Liverpoul.—A catalogue containing 
numerous Ulustrations of the firm's cables. 

Messrs. A. P. LUNDBERG & Sons, 477-459, Liverpool Road, 
N.(.— Leaflet S. 39, illustrating and describing series-parallel 
tumbler switches. Priced. 

THE ENTERPRISE MANUFACTURING Co., Gun Street Electrical 
Works, r.1.—Januiry price st of electrical. accessories and 
appliances, Including lampholders, switches, Irons, Kettles, 
fuses, cables, and wires. 

Messrs. E. P. Алм & Co., 107-109, Gray's Inn Road, 
W.C.l.—January stock list of d.c. motors, ranging Irom 4 to 
20 h.p. — 

Messrs. Junius Sax & Co., Lrb., 24a, High Street, New 
Oxford Street, W.C.2.—À comprehensive catalogue (12 pp.) 
of electrical accessories, including bells, indicators, relays, 
bell-pushes, wall plugs, ceiling roses, bowl lighting fittings, 
Holophane reflectors, &c. Еу priced and illustrated. 

THE OVERSEAS ENGINEERING Co., LTD., 68-70, Great Eastern 
street, b.C.2.—List No. 195, dealing with “` Overseas- 
National " electric lighting sets; List No. 738, describing 
" Zenith" and `* Overseas-Federal " oil engines; and List 
No. 54, advertising " Overseas " flour mills. All priced and 
illustrated. 

Messrs. THomas BROADRENT & Sons, Lorp., Huddersfield. 
An envelope-folder illustrating a number of automatic centri 
fugal clutches. | 

THE PRIORY ELECTRICAL ENGINEERING Co., Bath Street, Bir- 

mingham.—A catalogue giving illustrations and particulars of 
" Priory " distribution. boards, ceiling fittings, fuses, and 
cut-outs. 
* THE RELAX AUTOMATIC TELEPHONE Co., LTD., Marconi House, 
Strand, W.C.2.—An illustrated booklet containing a concise 
non-technical description of the `“ Relay ” automatic telephone 
system. ` 

ELECTRICAL COMPONENTS, Ltp., 90, Great Charles Street, 
Snow Hil, Birmingham.—List No. 93, giving particulars and 
prices of numerous electrical accessories, including cut-outs, 
bowl fittings, switches, lampholders, flexibles, Фе. 

THe Stanton Ironworks Co., LYD., near Nottingham.—An 
illustrated card advertising Stanton-Hume reinforced concrete 
pipe; also a pamphlet giving dimensions and weights of 
cast-iron pipes. 

Messrs. L. G.*HawkiNS & Co., 116, Charing Cross Road, 
W.C.2.—An illustrated and priced leaflet dealing with the 
'" Universal " portable electric radiator. 

EDMUNDSONS ELECTRICITY CORPORATION, LTD., Broad Sanc- 
{пагу Chambers, 11, Tothill Street, S. W.1.—'' A Practical 
Suggestion to Farmers,” an illustrated booklet giving par- 
ticulars of small lighting and power plants, with estimates 
of cost. _ 

HoLoPBHANE, LTD., 12, Carteret Street, S.W.1.—A pamphlet -~ 
Llustrating and = describing the '" Holophane ” " daylight ” 
unit for colour matching. С 

THe Betpam Tyre Co. (1920), Lep., Windmill Road, Brent : 
ford.—A report of tests carried out at the National Physical .; 
laboratory upon '' Beldalite ” moulded overhead hne insu- 4 
lators. | é 

Epison Swan Exvecrric Co., Ltb., Ponders End.—Wall & 
show-card of the Royal Ediswan © Fullolite ” gasfilled lamp + 
(30 watts and upwards). | E 

` р i 

Calendars and Almanacs.—Messrs. W. H. SUGDEN AND ч 
Co., of Wakering Road, Barking, have sent us a wall calen- > 
dar with monthly slips in a red frame. On the back there + 
is a complete calendar for the year. x 

From Messrs. C. & T. Eare, Lrp., of Wilmington, Hull, y 
we have received a set of large monthly date sheets for 1922. 4 

The D.P. Battery Co., Lap., of Bakewell, Derbyshire, has ¢ 
chosen as the pictorial feature for its 1922 calendar ау 
coloured view of Peveril Castle (a Norman fortress rendered 2 
of romantic interest bv Scott's novel, © Peveril of the Peak ), 
in the vicinity of which the D.P. works is situated. MN d, 

MESSRS. SMITH & Co., of 17. West Tower Street. Carlisle, 3 
have issued a wall calendar with monthly sheets for 1922. 'i 

MESSRS. Stewart & LLOYDS, LTD., have sent us a set of i 
monthly date cards for 1922 in their usual very neat white 2 
and gold desk or wall frame. * 

Мкѕзкв. Frank V. Couns & Co., of 155, Kingston Road. 3 
Wimbledon, S.W.19, have prepared a wall calendar, with y 
monthly slips for 1922 below a coloured view giving ue 
" Glimpse of the Summer Sea." ——— M 

The Lea Весокрев Co., Ітр., of 28, Deansgate. Manchester. `Y 
has sent us a desk calendar block with ample daily SD 
for 1923. : 

"—À г 3597, Thes! 

The A.C. CcrrTiNG & Wetpine Co., LID., о 1992 - 
bald's Road, London, W.C.1, has issued a calendar for left 
with monthly sheets, a «mall memoranda space being h 


at the bottom. ' 1 
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Messrs. J. H. WooLLiscRorr & Co., of New Quay, Liver- 
pool. have issued a wall calendar, consisting of a block of 
daily slips. 

From Messrs. Н. DuNN & бох, of 32, Newington Cause- 
way, London, S.E., we have also received a calendar with 
duly slips for 1923. 


Catalogues Wanted.—Information has been received in 
the Departinent of Overseas Trade that the Director of the 
Public Works Department, Bagdad, Iraq, is anxious to ob- 
tain catalogues, designs, specifications, prices, &c., of various 
machinery and equipment, including electric lighting and 
power plant, pumping plants, and small electric lighting 
sets, fans, and accessories. 

Messrs. STEELE, TURNER & WRIGHT, of 333, Argyle Street, 
Glasgow, who are undertaking electrical mining contracting, 
wish to receive catalogues and price lists of switchgear, &c., 
applicable to mining. 


For Sale.—The L. & N.W. RLY. Co. has for disposal rotary 
converting plant, unused, at maker’s works, two 150-kW 
rotary converters, and two 165-КҮА 3-phase static trans- 
formers. 

Burnley Corporation electricity department invites offers 
for one 250-kW triple expansion Belliss-Dick, Kerr generating 
æt with condensing plant, and one Lancashire boiler, 30 ft. 
bv 5 ft.. with superheater and Bennis stoker. (See our adver- 
tixsement pages to-day.) 


Book Notices.—Electrical Installation Rules and Tables. 
Compiled by W. S. Ibbetson, B.Sc., A.M.Inst. E. E. (60 pp.). 
London: E. & F. N. Spon. Price 1s. 6d.—This vest- 
pocket reference book contains a wealth of information 
upon many branches of electrical engineering. ‘The tables 
include full details of sizes and current-carrying capacities of 
Wires and cables up to 1 sq. in. section; sizes of cables in 
relation. to numbers of lamps of various voltages; currents 
taken by loads at various voltages; particulars of fuses; 
intensity of illumination required in certain situations; 
capacity of conduits; details of motors, such as efficiency, 
consumption, and eost; and many other useful data. 

“The Tertile Recorder Year Book, 1922 "' (062 pp.). Man- 
chester: John Hey wood, Ltd. Price 7s. 6d. net.—Among 
tie mass of varied information contained in this compendium 
electricity naturally finds a place, and for this reason the 
«-ctrical engineer may consider it of value to himself. 
Ге application of electric power to textile mill machinery is 
dealt with in a condensed manner. The characteristics of 
the various machines, such as their consumption, speed, and 
nature of running—continuous or intermittent—are touched 
üpon. and advice as to the best type of motor to employ in 
Individual cases is given. For the guidance of the non-elec- 
trical nill manager alternating. and direct currents are com- 
pared, and brief descriptions of several types of motors, indi- 
cating their best applications, are included. A brief section 
is devoted to the consideration of electric lighting, in which 
su,gestions are made as to the correct types of lamps and 
reflectors to be employed, together with notes on the intensity 
of Illumination required in certain parts of buildings. In the 
transport section the possibility of the use of electric vehicles 
appears to have been overlooked. In comparing factory 
power plant costs the conclusion arrived at is that, owing to 
the eost of the supply from public sources, generally, the 
scrapping of up-to-date steam plant in favour of electricity is 
not profitable. The many advantages of a public supply are, 
however, set out, and it seems probable that these would 
counterbalance the apparent extra cost. 

" Science Abstracts, A & B." Vol. XXIV, Part 12. No. 
Iss. December 3lst, 1921. London: E. & Е. N. Spon, Ltd. 
Price 2s. 6d. each. | 

'" Coalition Government—a League of Parties as an Efficient 
Method of Government," by О. F. Maclagan. London: 
Purbrook & Eyres, 96a & Wa, Old Street, E.C. Price 2d. 


Crompton’s New Power Plant.—Messrs. CROMPTON & Co., 
Lrp., of Chelmsford, ure shortly putting into service a new 
power station to supply their works in lieu of the existing 
steam: plant. The building contains three 5250-h.p. Diesel 
engines, made by Sulzer, of Switzerland, direct coupled to 
375-kW d.c. generators of the firm's own construction. 


Electrical Apparatus in Capetown.—The British and South 
African. Export Gazette states that the removal of supply 
restrictions has given an immediate impetus to the local 
market for fittings, cooking, and heating apparatus, &c. Con- 
{тагу to the general impression, the bulk of the electrical 
plant of this tvpe sold in South Africa is of British, and not 
American, manufacture, and although a certain amount of 
German competition is being felt, the British article is pre- 
ferred even if the price is slightly higher. ‘Taking the Union’s 
trade in electrical material and machinery as a whole, it is 
very significant that, unlike 1nany lines, purchases last year 
were greatlv in excess of those in. 1920, the business 1n cook- 
ing and heating apparatus alone being worth £35,692 in the 
first nine months of 1921, as compared with £28,195 for the 
каше period in 1920. 


Capital Reduction.—4A petition for confirming the reduc- 
tion of the capital of P. R. Jackson & Co., Ltd., and Reduced, 
from £120,000 to £60,000, is to be heard on January 17th. 


Factory Sales in 1921.—In the course of a review of the 
past year ә operations in the disposal of factories, wharves, 
warehouses, land, &c., MESSRS. LEOPOLD FARMER & SONS say 
that they consider that in spite of the general commercial de- 
pression the year's trading was satisfactory, although not up 
to the standard of 1920. ‘~ Prices have not dropped, but activi- 
ties have been somewhat stationary. Prices depend 
upon supply and demand and whether a vendor has to realise 
or not. In the varied negotiations. which we have 
conducted over the year we have not found any panic desire 
to get out at any price. Fewer new issues of capital 
for existing апа new companies took place, owing to the 
lack of available ready money, but valuations on this basis 
have been made by us of buildings, plant, machinery, &c., 
approximating one and a quarter milhon pounds. Loans by 
banks, insurance companies, and investors have not been so 
readily forthcoming, but in this branch we have been actively 
employed during the year in valuations, und we should like 
to see a greater desire by investors to lend on mortgage on 
factory property, which is an excellent security, and on which 
a good rate of interest could be obtained. We have conducted 
a great number of sales of plant and machinery during the 
vear, and, apart from engineering equipment, the prices have 
been good. At the present time there is a steady demand by 
established firms, also new concerns, for factory property, and 
we look forward in the New Year to industrial activity and the 
disposal of a large number of facfories, &c."' 


Census of Production.—A Board of Trade order has been 
issued for taking 1n 1923 a census in respect of the production 
of the vear 1922. 

Brazilian Rubber Industry.—According to a Financial 
Times dispatch from Rio de Janeiro, the Brazilian Government, 
in addition to the recently-voted credit cf 25,000 contos (nomi- 
nally £1,250,000) for the assistance of rubber producers, is 
engaged upon a scheme to assist the communities of the State 
of Amazonas, which are badly affected by the rubber crisis. 


New South Wales and Trade with Germany.—' The Cham- 
ber of Manufacturers has been officially informed that trade 
with Germany will not be resumed until the proposed Tariff 
Board has been formed and the Anti-Dumping Act is 1n opera- 
tion.—Reuter (Sydney, January 6th). 


The Japanese Commercial Mission.—The Japanese dele- 
gates were at Coventry, Birmingham, and Shetteld last week, 
and among other works visited were those of Messrs. Alfred 
Herbert, Tangyes, Ltd., W. & T. Avery, Ltd., and the English 
Electric Co., Ltd. [n a speech at a luncheon at Birmingham, 
Mr. Neville Chamberlain, M.P., said that we recognised that 
Japan was a great industrial rival so far as the East was con- 
cerned, but the East was big enough for both nations. At а 
conference between the delegates and the Birmingham Cham- 
ber of Commerce it was stated that Japan was organising an 
exhibition similar to our British Industries Fair. The matters 
discussed included the problem of the international protection 
of trade-marks and indications of origin. 


British Trade Mark Applications.—\ppended 15 a sum- 
mary of the recent applications for British trade marks in 
respect of goods and productions connected with the electrical 
trades and industries :— 

Quixup. No. 419,372. Class 13. Electric cooking utensils. 
General Electric Co., Ltd., Magnet House, Kingsway, Lon- 
don, W.C. October 8th, 1921. 

Silea. No, 420.245. Class 13. Sparking plugs for internal- 
combustion engines. Philip Challis, 30, Carlisle Mansions, 
Victoria, London, S. W. November 5th, 1921. 

H.E.E.M.A.KF. (lettering and design). No. 418,373. Class 
6. Electrical machinery and parts of same. Hengelsche Elek- 
trische en Mechanische Apparaten Fabriek, 5, Bornschestraat, 
Hengelo (O). Holland. September 2nd, 1921. 

Callender Cable (lettering and design). No. 419,340. Class 
8. Electric cables. Callender’s Cable and Construction Co., 
Ltd., Hamilton House, Victoria Embankment, London, E.C. 
October "7th, 1921. | 

F.M. 100 per cent. (lettering and design). No. 413,048. 
Class 6. Dynamos and motors, ќе. Fairbanks, Morse & Co., 
a00, South Wabash Avenue, Chicago. March 3rd, 1921. 

R.O.A. (lettering and design). No. 418,775. Class 8. 
Thermionic valves. The Mullard Radio Valve Co., Ltd., 35a. 
Claybrook Road, Hammersmith, London, W. | September 
22nd, 1921. 

CORRECTION.—In the Exectrican Review for September 
Brd, 1921, page 407, two errors occurred in the list of appli- 
cations bv the Osram Co.. of Berlin, for certain British trade 
marks. The third item in the list there given should read 
“Osa,” not “О.А.” and the eighth item should Бе 
'" Durosa," not '' Dursoa.”’ 


Unemployment.—.\n increase in the number of unemployed 
persons was shown in the Ministry of Labour returns on De- 
cember 30th. The total was 1.885.300, as against 1,819,710 a 
week earlier. The number of workers on short time on 
December 22nd was 270,747, a decrease of about 5,000 in the 
week. | 
Electric Vehicles in Germany.—The Deutsche Elektro- 
mobil und Motoren Werke Gesellschaft is the name of a new 
undertaking which has lately been formed at 35, konigstrasse, 
Hanover, with a capital of 1.000.000 marks, to construct elec- 
tric motor vehicles, motors, &c. 
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Patent Restoration.—An order has been made restoring 
patent No. 11,357, of 1912, for " Improvements in rotary 
‘pumps or motors,” granted to Frank Reaugh. 


Patent Revocations.—An order was made on January 3rd, 
1922, revoking the undermentioned letters patent :—No. 5,545, 
of 1912, for " Process of manufacturing negative electrodes for 
alkaline accumulators "; No. 72, of 1914, for '" Process for 
restcring the activity of a positive electrode mass for alkaline 
accumulators °; and No. 128, of 1914, fcr " linprovements re- 
lating to electric accumulator celle," all granted to Svenska 
Ackumulator, Aktiebolaget Jungner. 


New French Companies.—5ocicté d'Encryie Electrique de 
le Cate Roannaise is now the style of the fina of Ма Пахн, 
converted mto a société anonyme with capital of 252.600 br. 
Its objects are the installation. of electrie generating. stations 
and offices at St. Just-en-Chevalet (Loire). 


There has been formed at Parts (20, Rue de la Voüte) the 
Société d'lnstallations et de Montages d’ Usines, with a capital 
of 100,000 fr. Its objects are the building and equipment cf 
generating works. 

The acquisition and development of waterfalls in general is 
the scope of the Hydroélectrique du Doubs, a company just 
constituted at Paris (94, Rue St. Lazare), with a capital of 
100,000 fr. 


New Italian Companies.— There has been formed at Turin 
the Consorzio Impianti Traztone Elettrica, with a capital of 
1,000,000 lire, of which 300,000 lire is paid up. 

A trust company has been constituted at Turin embracing 
the Societa Fiat, the Società Officine di Saviglione, and the 
Società Idrvelettrica Piemonte, with the object of electrifying 
railway and tramway lines, 

With a capital of 400,000 lire has been embodied at Milan 
the Società Anonima Impresa Elettrica Pollentina. 

Idroelettrica Cuneo. Fossanese is the style of a company 
formed at Cuneo, with a capital of 300,000 lire, for the genera- 
tion and distribution of electric energy. 

Under the style of Socteta Anonima Idroelettrica del Porara 
a company has been established at Perticeno di Sassoferrato. 


Sequestration.— The estates of R. Anderson Wilson, 
mechanical and electrical engineer, 19, Waterloo Street, Glas- 
gow, Were sequestrated on January 4th, 1922, by the Sheriff 
of the County of Lanark at Glasgow. Meeting of ‘creditors, 
January 16, at Faculty Hall, St. George's Place, Glasgow. 
Particulars of claims by May 4th to Fergusson & Ross, agents, 
30, Renfield Street, Glasgow. 


Socials.—The second annual Christmas party of the Halifax 
Corporation tramway employés! children took place on Janu- 
ary 3rd at the Tramways Club. 


The British Empire Exhibition.—The work upon this 
exhibition was Inaugurated on January 10th by the Duke of 
York, who cut the first sod of the site at Webley Park. 


The Port of Swansea.—The Swansea Harbour Trust has 
issued an offieial handbook for the current year, under the 


title '" The Port of Swansea." For the information of 
manufacturers, shippers, and others, the general manager, 


Mr. P. W. Phillips, refers to the industrial facilities ollered 
by the port, its harbours, its docks, the 500 works and col- 
lieries within a radius of 20 miles, harbour and dock rates and 
charges, and the merits of Swansea as a distributing centre 
for South Wales. There are large areas of available laud 
suitable for the erection of large works and industries. 


Electrical Wages in Cape Town.—The agrecment between 
the Llectrical Contractors’ Association and the Electrical 
Trades Union, with regard to wages, expired on December 
3lst. The Association has made an offer to the Union to pay 
2s. 6d. per hour to competent men, but the Union considers 
that the men should have the same rate of pay as men in the 
building trades, viz., 3s. 2d. per hour until March sist, when 
a further agreement will be come to. 


Czecho-Slovakian Glassware, &c.—.\ showroom has been 
recently opened at 114, New Oxford Street, W.C., by Messrs. 
RicHsoN & Co. At these premises numerous lighting fittings, 
inanufactured at Steinschónau, Czecho-Slovakia, are displayed. 
Crystal chandeliers form some of the principal exhibits, and 
all these are extremely ornate and of excellent workmanship. 
Various types of glassware bowls are shown, these including 
many-coloured mosaics, either leaded together or held by a 
special compcund. Many beautiful designs executed in 
mother-of-pearl and shells are also on view. Another feature 
is a range of lanterns decorated with Isth-century silhouettes. 
Мапу of the bowls and lantérns are coloured by means of a 
special material known as " Batik,” which is held between 
two pieces of glass. | 


А Conundrum.—Readers of our advertisement pages will 
find there a cryptic numerical announcement on which they 
may exercise their ingenuity. We don't know the solution. 
bnt we are assured that one will be forthcoming by and bv. 
Unfortunately there is no indication that a prize. will be 
awarded to the successful solver ! 


- 


British Trade and the German Indemnity.—Speaking on 
“the Economic Effect of the German Indemnity ' at a meet- 
ing of the 1912 Club, held in the City of London, Mr. Herbert 
G. Williams, M.Sc, A.M.I.C.E., the secretary of the Ma- 
chine Tool Trades Association and prospective Conservative 
candidate for the Wednesbury division, said he thought the 
Germans ought to pay an indemnity, aud that they could pay 
an indemnity. He also thought that the views held as 10 
the size of the indemnity at the time of the last General 
lection were very much exaggerated. He remembered a sug- 
gestion that with coal alone the Germans could pay for the 
war several times over. Чће process of calculation was to take 
the total tonnages in the mines of Gerinany and multiply them 
by what them value would be when raised to the surface, 
and then sav the eoaul-nines. were worth that. amount. Of 
course they were worth nothing like that sum. Nine-tentlis 
ol the value of coat, when raised. to the surface, represented 
human etiort im one form and another. The total value of tlie 
coul before it was raised was, he supposed, twenty. tunes tlie 
amount of the royalties Which would be obtained in а year 
from the German coalfield. Some people had suggested that 
the German coal-mines were worth, he thought, a hundred 
thousand millions of pounds, whereas he was quite satistied 
that the royalty owners of Germany would have been prepared 
to take 4500,000,000 or £400,000,000, cash down, with the 
greatest pleasure. That illustrated the absurd kind. of 
exaggeration that had taken place. The maximum of indem- 
mty a country could. рау was represented by the excess of 
its exports and value of services it rendered to other people 
over and above its imports and the value of the services it 
received. from other people. What was the effect on the 
balance of trade if Germany had to pay an indemnity, or, what 
Was the same thing, if we had to repay to the United States 
the money we had borrowed and interest upon it in the 
meantime? Tf Germany was to pay the indemnity, she had 
got to buy less relatively from us and everybody else and sell 
more to us. If we were gcing to have the indemnity, what 
steps were we going to take to see that the competition was 
of the right kind. and did not do us more harm than good? 
Germany's capacity at the moment to pay а large indemnity 
was obvicusly small, if not in fact negligible, and the pay- 
ments she was making were made by selling for good money 
the paper which ight become utterly worthless. Germany's 
exports at present were far less than in pre-war times; her 
competition was not vet. a factor in the world. That the 
Germans in the long run would have to tax themselves was 


self-evident, but that was their business, and not ours. We 
had no power to regulate the German system of taxation. Our 


national taxation equaled £20 per head, apart from local ex- 
penditure. German taxation some months ago, if we took the 


external. value of the mark, was £3 per head, and if we took 


the internal value of the mark it was £7 per head. Germany 
produced practically every kind of article that we could 
produce, and others things as well. Without some regulation 
this country would be flooded with competitive German goods 
at prices below those at which we could produce. We had 
passed a peddling Act of Parliament called the Safeguarding 
of Industries Act, but he did not think this Act was adequate 
to secure the necessary regulation of German competition. 
He urged that the United Kingdom must select the form in 
Which the indemnity was to be paid, and that the best 
Way was һу tariffs on competitive goods to counteract ex- 
change bounty. This would raise the price of those goods, 
but lower the price and increase the volume of non-competitive 
German goods. The Germans would produce more than they 
were allowed to consume, while we should consume more than 
we produced. The German standard of living would be re- 
duced; ours would be raised. There was a limit to the 
peitod in which an indemnity could be collected. Ultimately 
the penalised country would fight rather than pay. He did 
not know what the limit was, but he doubted, taking two 
countries of equal strength, whether one could go on collect- 
ing an indemnity for more than twenty or twenty-five vears. 
He thought the indemnity cught to increase by gradual steps 
until it reached its maximum annual amount in the middle 
vear, Which, if for a period of twenty-five years, would be 
at the end of the twelfth year, and then diminish by gradual 
steps until it was paid. Let us be careful, when some of us 
were privileged through the indemnity to consume more than 
we had produced, that we did not as a result. deprive some 
cf our fellow citizens of the chance of consuming anything at 
all because they were prevented from producing anything. 


Cost of Living in Germany.—A\ccording to caleulaticns 
made by the Statistischer Reichsamt, based on the cost of 
food. heating, lighting, and lodging at the middle of the 
month, the index figure for the cost of living rose from 1397 
in November to 1550 in December, or 11 per cent. The in- 
crease compared with December, 1920, amounts to 66 per 


cent.—Reuter's Trade Service (Berlin, January. 6th). | 


Fuel from Waste Material..—The Industrial Daily News 
states that a large new works is to be erected near Nottingham 
for the purpose of carrying out a new process of low-tem]fpera- 
ture carbonisation upon *' smudge ’’—waste material pea 
the Midland colheries. It is proposed to produce gas and‘ oil. 
as well as briquettes for fuel, and other by-products. A cùm- 
папу has been formed with the title of Midland Coal Fro- 
ducts, Ltd.. and several large oil and colliery firms are tenue 
sented in its constitution. 
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A Hire-Purchase Credit System.—A scheme which we 
believe to be new to the electrical contracting industry of this 
country has been introduced by Messrs. L. G. HAWKINS & Co., 
lit. Charing Cross Road, W.C.2, to enable dealers in the 
larger `` Universal " appliances to dispose of these on a hire- 
purchase system without incurring а large outlay themselves. 
Впейу the scheme 1s as follows :—Arrangements have been 
made with a financial trust company whereby all dealers who 
сап submit satisfactory credit references will be able to 
плапсе. without drawing on their own capital, their sales 
of" Universal ” electrical clothes washers, ranges, and vacuum 
cleaners, with deferred payments running over a period of 
tweive months. Full particulars are embodied in a folder 
issued. by Messrs. Hawkins. 


Electrical Exhibition at Christiania.—The exhibition de- 
voted to the °° Utilisation of Ibleetrie Power ° to be held at 
Christiania, from April 22nd to May "th, will be open to 
foreign as well as Norwegian exhibits. Further details may 
pe obtained from the Exhibition Section of the Federation of 
british Industries, 


An Electrical Carnival.—Mn. E. Вкохтмах, of Parkstone, 
Dorset, who recently organised an electrical exhibition at 
Bournemouth, is arranging а novel carnival to take place 
snortiv. ‘This will be a procession of horse-drawn carts each 
caring а huge model ot an electrical appliance, such as an 
iron. а Washing machine, or a cooker. lt is proposed to copy 
actual examples of the products of firms parucipating in the 
scheme. 


Capital Increases іп Germany.—According to statistics 
Issued from reliable quarters, So electrical and gas com- 
panies in. Germany made nominal increases in their. share 
capital of a total amount of 1,995.50 millions of marks in 
1921, as compared with 54 and 1,004 millions in 1920. Loans 
bearing a fixed rate cf interest were offered by 31 gas and 
eectrical companies for 2,363.4 millions as agaist 30 and 476 
millions respectively in 1920. In addition, 502 new electrical 
aud gas companies were formed in 1921 with a total nominal 
capital of 1,409 millions, contrasting with 15 companies and 
74.4 millions of marks in the previous year. A large portion 
af the capital invested in new companies applies to the 
electricity industry, the ‘share capital of the South German 
hydroelectric works alone representing 1,625 millions of the 
vtal of 1,709 millions given under this heading. 


German Works in China.—It is reported that, in conjunc- 
tig) with several Chinese firms, the Siemens & Halske Со. 
tas formed a Chinese company at Shanghai, where a works 
has been established for the production of electrical manufac- 
tures. corresponding to the requirements of the Chinese 
market. The new company has taken over the whole ог the 
German company's organisation in China and undertaken to 
dispoxe of the products of the Rhine-Elbe-Union. It is pro- 
posed to organise branches of the company at Soochow and 
Wasik. 

Large Electric Steel Furnace.—We learn that the Ford 
Mctor. Co. has placed an order for ‘* Greaves-Etchells ° elec- 
tric furnaces with the Electric Furnace Construction Co. (the 
American branch of T. H. Watson & Co., of Shetheld, Ltd.), 
including the largest electric steel-melting furnace ever de- 
agned. Its capacity will be 9,000 kVA and over 00 tons 
of steel, being fitted with six electrodes. Two `` Greaves- 
Etchells " electric furnaces are already operating at the Ford 
works at Detroit, and, in addition to the large furnace men- 
uoned above. two 10-ton “ Greaves-Etchells ° furnaces are 
on order. ‘The large furnace will be the principal melting 
unit of the new battery of electric furnaces for the Ford Co.’s 
River Rouge Works. 

An Edinburgh Housing Exhibition.—An Ideal Homes and 
Housing and Health Exhibition is to be held in the Waverley 
Market. Edinburgh, in February. No doubt electrical traders 
"ill be well represented in view of the popularity of electricity 
m the Corporation and other housing schemes. 


The British Industries Fair.—Work has been commenced 
upon the London section of the Fair at the White City. The 
invitations sent to overseas firms and individuals have met 
with an excellent response, and it is anticipated that the 
number of visitors to the Fair will greatly exceed the attend- 
ance in previous years. 


LIGHTING AND POWER NOTES. 


Australia.—TJasMania.—The annual report upon the State 
brdro-electrie undertaking for the year 1920-2] has recently 
been published. A large increase in production and aug- 
mented profits are shown. 

LisMoBE, N.S.W.—The Municipal Council has adopted an 
electricitv supply scheme for the town. Two 150-kW steam- 
driven sets will be installed, and the estimated expenditure 
is £32,153. The scheme is to be proceeded with forth with. 


Birkenhead.—I.o4Ns.— The Electricity Committee is apply- 


ing for sanction to borrow sums amounting to £6,927 for the 
provision of high-pressure plant and mains. 


Blackburn.—LiNxiNG-UP  SrATIONS.—Important decisions 
were confirmed by the Town Council on January th, as the 
result of a joint ineeting between the Preston and Blackburn 
Electricity Committees. It was decided that the new Black- 
burn station at Whitebirk should be connected with the pro- 
posed station at Preston by a duplicate main at an estimated 
cost of £188,000, such expenditure to be borne equally by the 
Blackburn and Preston authorities, and that arrangements 
be made for supplying customers en route. Mr. J. Robertson, 
electrical engineer of Salford, 1s to prepare a scheme for the 
supply of the district, and his expenses are to be shared 
equally between the two authorities. Blackburn and Accring- 
ton Councils are also contemplating a similar joint communi- 
cation, so that the whole of the district from Accrington to 
Preston will thus be linked up. 


Bradford.—Loans.—The Council is applying to the Elec- 
tricity Commissioners for sanction to raise loans to cover 
excess expenditure on schemes previously approved by the 
City Council as follows: (a) No. 5 turbo-generator, &c., ex- 
cess incurred or to be incurred, £19,555; (b) coal handling 
plant, excess, £10,540; (c) No. 6 turbo-generator, &c., excess, 
£43,139. 

EXTENSIONS.—The Electricity Committee has asked the 
City Council to sanction further capital expenditure upon 
extensions of electricity mains, &c., up to a total of £20,000. 
The recommendation has been approved by the Finance 
Advisory and Co-ordination Committee. 

EXTENSION or SuPrLY.—The Electricity Committee has 
instructed the Town Clerk to apply to the Electricity Com- 
missioners for a special Order enabling the Corporation to 
supply electricity in the district of Clayton; and, pending 
the obtaining ot such order, for "' Fringe ° Orders to supply 
premises in that district in cases in. which applications for 
electricity may be received. 


Bognor. —Frice Repuctions.—The Electric Supply Co. has 
adopted the following revised prices: first OU units per 
quarter, ls. per unit; second U units per quarter, lid. per 
unit; beyond, 104. ‘lhe heating rate 18 now the same as the 
power rate, viz., 6d. frst luv units, and 4d. beyond this. 


Burnley.—Loaxs.—The Electricity Committee recommends 
upplicatious tor sanction to borrow the sum of Z£o,UUU пог 
electricity services, and £20,000 for electricity mains, the. 
UE to be for as long a period as the Commissioners will 
allow. 


Burton-on:Trent.—Loan.—The Electricity Committee re- 
commends application. to the lectricity Commissioners tor 
sanction to borrow £20,000 for the extension of the electricity 
undertaking. 


Caerphilly.—Evectric LIGHTING ScuEME.—Reporting on the 
progress of the Council's electric lighting scheme, Mr. D. 1. 
salathiel, J.P., stated on January ord that all the difficulties 
had been surmounted, and it was hoped that the installation 
of the systern would be commenced within two months. 


China.—DainEN.—Some interesting figures relating to 
Dairen's electricity supply in 1920 are published by the 
Manchuria Daily News. The total supply capacity of the 
South Manchuria Railway Co.'s electric power nouse, Dairen, 
is given as 4,875 kilowatts. The aggregate amount generated 
during 1920 was 14,074,770 kWh, returning 1,682,598 yen in 
receipts, against an outlay of 977,918 yen.—Itcuter’s Trade 
Service (Shanghai). 


Continental.—Swerpex.—The main transmission line be- 
tween the hydro-electric works at ‘Lrollhatten and Vasteras 
has now been brought into use. It serves for transmission to 
East Gothland and the Nalare province, and has involved an 
expenditure of 10,000,000 kronen; the pressure is 220,000 volts, 
and it will be possible to increase the present supply of 
35,000 kW to about 100,000 kW. It is considered that the 
line will form a link in the great transmission system from 
Norrland to the most southern part of Skane. 

IraLy.—Among the works which have been seriously 
affected by the shortage of power consequent upon the long 
drought is the Fiat motor works, Turin, which has electri- 
cally-driven machinery throughout, as well as electric fur- 
naces. The difficulty has been overcome by the use of 25-35 
h.p. agricultural tractors, of which there are now about 150 
in use. In normal times the company’s production of hydro- 
electric power is more than suflicient for its needs, and 
supplies are given to the municipality and to other manu- 
facturers. 

Russi4.—It is reported that considerable extensions аге io 
be made to the port of Petrograd. Harbours, docks, and 
wharves are to be improved, and the whole port area is t5 
be lighted electrically. 


Crediton.—SurrLy rrom ExrTER.— The Urban Council re- 
cently received from Exeter Town Council an intimation to the 
effect that it could not at present extend the area of suppl) 
во as to include Crediton, but it was prepared to give a bul: 
supply at the City boundary. The Council has referred the 
matter to the General Purposes Committee for consideration. 


Dewsbury.—I,o4N SaxctioneD.—Sanction has been received 
from the Electricity Commissioners to borrow £6,000 for the 
laying of cables in Ravensthorpe district, and from the elec- 
tricity works to Staincliffe Road. 
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Derby.—PnicE. REDUCTION хот PossiBLF.—In reply to sug- 
gestions of a decrease in electricity charges, the chairman of 
the Electricity Committee recently stated that the cost of 
fuel made a reduction impracticable. During the miners’ 
dispute the Committee had had to pay four times the normal 
price for fuel. 


Douglas (1.0.M.).—Evectricity Вил, Approveb.—The Bill 
promoted by the Douglas Corporation before Tynwald last 
summer to provide an electricity supply for the district has 
received the Royal Assent, and Messrs. Handcock and 
Dykes have been instructed to prepare the necessary plans 
and specifications for the work. It is hoped to have the 
station running by about May, 1923. 


Glasgow.—LigutTing MuxiciPAL, Orrices.—Although it was 
stated that it was desirable to light by gas the new portion 
of the municipal offices which is to be occupied by the Gas 
Departinent, the Council has decided to install electric 
lighting. 2 

Haverfordwest. — Propostp ELECTRICITY SCHEME. — The 
Town Council at its last meeting discussed a scheme for hght- 
ing the town with electricity. Under the proposals the 
Council would have the option of purchasing the system at 
the expiration of twenty years. Negotiations in connection 
with the matter are still proceeding. 


Hereford.—Niew Surrey Compaxy.—In a report to the 
Council the Electricity Committee explains that Mr. Kerr, 
acting under the instructions of the Comunittee, as authorised 
by the Council at its meeting m March last, has been en- 
gaged in negotiating the sale of the Corporation’s surplus 
power in the Forest of Dean. Early im the negotiations it 
became plain that the demands for power in that area were 
greatly in excess of the capacity of the Corporation’s present 
plant, and also that the only way in which a supply could 
be given, either from the Corporation's Lydbrook line or 
otherwise, was by forming а company to provide the capital 
and carry out the necessary work. ‘This Mr. Kerr has 
succeeded in doing, and he leaves to take up a position with 
this company., The new company desires to obtain at once 
as much energy as the Corporation has available on terms 
to be agreed. ‘The committee asks the authority of the 
Council to negotiate an agreement with the company for a 
supply of energy from the Lydbrook line. 

Iford.—Prick REpUCTIoNs.—The Council has sanctioned a 
new scale of charges which involves a reduction in the price 
of electricity for hghting, power, aud vehicle charging. 


Japan.—Powek DrevELorMENT.—Important schemes are in 
progress for the development of the abundant water-power 
of Japan. . in 1920 a company named the Daido Laüectric 
Power. Co. was formed to. absorb three existing companies 
and to supply power to the districts of Nagoya, Osaka, and 
Kobe, the capital invoived being 100,000,000 yen (about 12 
millions sterling).. ‘bree. other. concerns are erecting power 
stations in the sume district—the mountainous regiou to the 
north of Nagoya; two of them’ will transnut energy to Osaka, 
and the other two to Токіо, the line pressure in each саѕч 
being 154,000 volts. The Daido company has three stations 
in operation, aggregating 35,6000 КУА, and three more in 
course of erection, aggregating 135,000 kVA; another station 
of 100,000 KVA is projected. Lhe total length of the 154,000- 
volt lines is 199 miles, and they are expected to be put in 
operation next summer. Most of the plant is of Westing- 
house design and manufacture. 


Kendal.—ELEcTRICITY SuprLy.—in a letter to the Corpora- 
tion the Electricity Commissioners state that they have had 
under consideration the letter regarding the position of the 
electricity undertaking at Kendal and the possibility of а 
bulk supply being obtained under the scheme which has been 
submitted in respect of the district by the Provisional Joint 
Committee: In this connection the Commissioners note that 
the scheme provides for the construction of a transmission 
-main to Kendal. Having regard to the procedure laid down 
in the Electricity (Supply) Act, 1919, and to the time that 
must necessarily elapse before any scheme which might be 
approved by the Commissioners could become of statutory 
effect and be put into operation, the Commissioners аге un- 
able to advise the Corporation to defer consideration of any 
action that may be required to enable the Corporation to 
carry out its statutory obligations under its Electric Supply 
Order of 1900. 


Leeds.—Price Repuctiox.—The City Council, on January 
4th, by a large majority, adopted a recommendation of the 
Electricity Committee that the price of electricity be reduced 
by 30 per cent. to power consumers, and by 10 per cent. to 
domestic users. The object of the committee, it was stated, 
was to help industrial concerns in bringing about a revival 
of trade, and therefore more general prosperity. 


Littlehampton.—CowraNy's OFFER AccEPTED.—The Urban 
District Council has decided, subject to a satisfactory agree- 
ment being entered into, to accept an offer by the Sussex 
Electricity Supply Co., Ltd., to install an electric lighting 
system by overhead wires in the urban district, and to sup- 
port an applieation to the Electricity Commissioners to that 
effect. The chief conditions suggested are that steel standards 
of an approved design be used for carrying the wires in the 


principal thoroughfares; that the company shall be given an 
opportunity to tender for the public lighting; and that the 
Council shall have an option of acquiring the undertaking in 
the future, if desired, on agreed terms. It was stated in the 
course of discussion that the compuny would be prepured to 
provide the necessary capital, roughly estimated at about 
£20,000, and to proceed with the work of installing a supply 
at once; that the supply would be at 225 Vd.c.; and that the 
prices would range from 15. to 9d. per unit for lighting, and 
from 9d. to 64d. per unit for heating and power purposes. 


Liverpool.—lL.o4Ns SaNcTiONED.— The Electricity Commis- 
sioners have sanctioned the borrowing of the sum of £21,752 
for the provision of mains and services and a sub-station build- 
ing and equipinent in connection with the supply of electricity 
to the housing scheme at the Springwood Estate, and £100,000 
for the provision of electric mains. 

ACQUISITION ок BOOTLE UNDERTAKING.—AS was recently 
indicated in our pages, the transfer of the Bootle electricity 
works to the Liverpool Corporation has materialised. — 'The 
agreement which has been reached between the two corpora- 
tions shows that the transfer will be effected on April lst, 
and will come into full operation on July Ist. Subject to this 
Liverpool is to take over the whole assets of the Bootle 
undertaking, and to pay the Bootle Corporation the sum of 
£7,500 per annum in perpetuity. As the Liverpool Corpora- 
tion runs electric tramcars through Bootle, difficulties with 
regard to the maintenance of overhead equipments will be 
removed. ‘The Bootle undertaking last year made а protit 
of £6,343, and Mr. Dickinson, the Liverpool electrical engi- 
neer, estimates that next year the profit should be £160,000. 

LIVERPOOL LAGHTING Co.'s UNDERTAKING.—It has also 
been decided to acquire the undertaking of the Liverpool 
District Lighting Co., Ltd., for £4,000 per annum, with the 
right to commute, either by the payment of £60,000 cash or 
by the issue of mortgages to produce £3,600 per year. This 
undertaking supplies the districts of Waterloo and Great 
Crosby, and last vear the output was 650,000 units. 


London.—St. Pancras.—The total income of the electricity 
undertaking for the year ended March 5156, 1921, amounted 
to £90,959, and working expenditure to £608,555. Of the 
surplus of £72,101 capital charges absorbed £18,116, leaving 
а net profit of £3,U8. which was transferred to the reserve 
and renewals account. 

SALE OF STATION.—The Davies Street generating station of 
the Westminster Electric Supply Corporation was recently 
sold by private treaty. When the machinery has been re- 
moved the buiding will be reconstructed and made into dats. 

Prick Repuctions.—Lbe Westminster Electric Supply Cor- 
poration, Ltd., has notified its consumers that the tollowing 
reduced prices will be put into force as from the December 
meter readings: Lighting, first 1,000 units, 74d. per unit; 
next 3,000, 7d.; above 4,000, d4d. per unit. Power, heating 
and cooking, lid. per unit. 


Maidstone.—Loa4Ns.—The Town Council has applied for 
loans of £3,300 for two 1,000-kVA transformers; £1,250 for 
mains, switchgear, and a transformer; and £700 for mains, 
switchgear, &c., for an increased supply to the Medway Mil- 
ling Co. . 


Pembroke.— WarkER-PowER.—Sir Frederick Meyrick pre- 
sided at Pembroke on January 4th at a largely-attended 
conference representative of the local bodies and of m- 
fluential people in the country called to discuss the proposed 
introduction of new industries into the borough in view ol 
the Government's decision to practically abolish the dock- 


yard. The town clerk stated that among the Council's sug- 
gestions was the starting of a cement works. 


Other sug- 
gestions were a patent fuel works, the manufacturing 
of baskets and chairs, the establishment of steam-driven 
laundries, and finully Sir Frederick Meyrick's suggestion. was 
that they should develop electrical power by means of a 
barrage. Alderman E. B. Harries remarked that a cheap 
supply of electricity would attract industries. He suggested 
that they should find out what it would cost to secure 4 
plentiful supply of electrical power. He thought the barrage 
scheme could be put through in about twelve or eighteen 
months. Sir Evan Jones, M.P., opposed the barrage scheme, 
and described the details of a similar scheme known to hin 
which was estimated to cost a million and a half pounds, 
and the working costs of which were exactly double the costs 
of bringing coal down to the district at 30s. per ton and 
generating electricity. Further consideration 18 to be given 
to the schemes propounded. 

Peterborough.—I.oan SancTIONED.—Having received the 
sanction of the Electricity Commissioners to the borrowing 
of money for the extensions in connection with the electricity 


undertaking, the City Council has decided to proceed with | 


the work forth with. 


Preston.—SrEcia! OnpER.—The Town Council has applied 
for a special order authorising it to supply electricity s 
the borough, the urban district of Fulwood, and the: pa! у 
of Broughton. Lea, Ashton, Ingol, Cottam, Woodplump Ол, 
Barton, and Penwortham, in the Rural District оо 
and to acquire and use for the purpose of a generating statio 
land in the township of Penwortham. 


e 
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Rochdale.—Prorosep SUPPLY FOR NoRDEN.—The Electricity 
Committee recently received a letter from the Urban District 
Council of Norden, stating that it had decided to apply for a 
Sval Order to supply electricity within its area. The 
Coumuttee asked. the Bulk Supply Sectional Committee to 
ситу out the necessary negotiations for furnishing a bulk 
supply to Norden if the application to the Electricity Commis- 
sers was successful. - zu. s | 


Rotherham.—ProrosepD Price Repuctioxs.—The Electri- 


civ Committee recominends that the price of electrical energy - 


fer power. and heating purposes be reduced from 150 per cent. 
tu lin) per cent. on pre-war rates, and for lighting purposes 
irom 49 per cent. to 624 per cent. on pre-war rates. 


Sennybridge (Brecon).—\WaTEK-POWER ScHEME.—A_ small 
company Was recently floated, and nearly all the business 
premises, as well as many private residences, are being illu- 
n Ьу electricity produced by means of an old water 
wheel. 


South Africa.—Srrike AT JOHANNESBURG.—Reuter messages 
tote that the South African Industrial Federation declared 
» strike, commencing on January 9th. The Federation em- 
hraces the whole of the gold and coal miners of the 
бїтїї. It is reported that the Premier visited Johannesburg 
эп January 7th and asked the executive of the Federation to 
ят the supply of coal to power stations, but this was re- 
fued. It is stated, however, that hospital lighting and the 
esential municipal services will be maintained. 

it was authoritatively stated that the coal supplies of the 
Victoria Falls Power Co. would be exhausted on January 6th, 
and all industries dependent on these supplies would be 
sopped. Tt was understood that if the power supply was cut 
af from the mines on the Reef for a considerable period it 
would be necessary to repatriate the natives on the ground 
cf ex pense, and possibly in the interest of. publie order. 


Spalding.—Proprosep ELECTRICITY | SUrPLY.—The Urban 
Council has circularised possible users of electricity in the 
town with a view to ascertaining the number of likely con- 
sumers. A covering letter intimates that the probable price 
af electricity will be 10d. per unit | | d 


St. Annes.—l.o4N.— The Urban District Council is applying 
to the Electricity Commissioners for sanction to borrow 
£3l.^* for electricity Durboses. | 


Stone (Stafís.).—ELECTRICITY SUPPLY  SuGGESTED.—Coin- 
paints were made at a meeting of the Urban Council about 
the unsatisfactory gas supply, and it was suggested that an 
electricity plant should be installed, which could be run from 
the sewage works at little expense. 


Swansea.—l.o4N.—Roeporting to the Electricity Committee 
an December 4th, the borough electrical engineer (Mr. J. W. 
Burr) stated that the cost of the extension to the Mumbles 
sould be 4£14.000. The sum ‘approved by the Electricity 
Commissioners for mains -extensions was about exhausted, 
and he asked for sanction to secure another £20,000, which 
could suttice for the next three years. This was agreed to. 


Terquay.—PrRoposeD PURCHASE OF UNDERTAKING.—The 
Tean Council has decided to apply for power to enable it to 
arry out the terms of a draft agreement whereby it is pro- 
need to purchase and work the Newton Abbot undertaking 
of the Urban Electric Supply Co. | 


Wallasey.—Loax.—The Electricity Committee is applying 
fora loan of £10,000 for electricity purposes. 


Walsall.— Mains Extensions.—The Electricity Committee 
re:ommends extensions of mains at а cost.of £1,570, including 
the provision of an a.c. main from the L. & N. W. Railway 
(s sub-station in Corporation Street to premises in Midland 
Road. | 
Watford.—I.oax, &c.—A loan of £3,500, balance required 
over a previous loan of £45,300, for mains extensions has 
been anplied for. The Town Council has reduced the charge 
af electricity. for the quarter ending March next by 10 per 
cent. making the increase over pre-war rates 70 per cent. 


Weybridge —Lerter FROM CoMMISSIONERS.—The Electricity 
Commissioners have written to the Council in reply to a pro- 
test against the increased prices allowed by the Commissioners 
to be charged by the Urban E.S. Co. They state that the 
evidence put forward at the recent inquiry satisfied them as 
ty the justice of the increase. AES 


Winchester.—PnicE Repuction.—The Town Council has re- 
duced the price of electricity by 15 per cent., as from the 
September quarter meter readings. 


Worcester.—l,icuriNG New HousEs.—At a meeting of the 
City Council, on December 3rd, the report of the Housing 
Cornmittee embodying a resolution against the provision of 
mains for supplving electric light to the new houses in the 
Bromyard Road was discussed, and a resolution that the 
Cammittee be instructed to provide electric mains was 
carried. The total cost of providing the mains will be £380. 

Loan SANCTIONED.—The Electricity Commissioners have 
approved of the Electricity Committee’s application for a loan 
for capital expenditure. 


TRAMWAY AND RAILWAY NOTES. 


' Bradford.—Loax.—The Tramways Committee recommends 
application to the Ministry of ‘Transport for power to borrow 
£56,792 for track reconstruction. work during 1922, as follows : 
Barkerend Road (Byron Street to Rushton Road), £23,910; 
Forster Square, £28,911; Little Horton (Holme Top Lane to 
Southfield Lane), £28,839; and Manchester Road (Bentiey 
"old to Pearson Fold), £10,132. | 
‘SLEEPER-TRACK CONSTRUCTION.—The Tramways’ Committee 
has approved a proposal of the City Engineer for the use of 
sleeper track construction on a portion of the Wyke sectiou 
in Huddersfield Road, extending from Odsal Top to Salisbury 
Road.  /. | | | 

Brighouse.—CoxsTkoL or SysrEM.—On January 6th, Hali- 
fax Corporation entered on а further seven vears' term of 
sole control of the Brighouse tramway system. Brighouse 
and Hipperholine were willing to buy this portion of the sys- 
tem, and Bradford Corporation had expressed willingness to 
take it over, either by purchase or lease, with a view to recon- 
struction of the Brighouse-Bailiff section to suit the Bradford 
track gauge, but Halifax is only willing to sell the whole of 
its lines and equipment in the two townships affected, or 
none at all, declining to sell the Bailiff section separately. 
Under the Tramway Act compulsory purchase powers may 
be applied only to the whole of the system. | 


Coatbridge.—S4rE or System.—The transfer of the Airdrie 
and Coatbridge tramway system to the Glasgow Corporation 
has been agreed to by the Coatbridge and Airdrie Town Coun- 
cils. The purchase price is £52,950. | 

Continental.—HFRaNcE.—Increased. tramway and omnibus 
fares are to come into operation in Paris on January 22nd.— 
The Times. | 2 

Speain.—The Railway Gazette reports that the second section 
of the Madrid Metropolitan Underground Railway was 
opened on December 26th in the presence of the King and 
Queen. The new section has been constructed between the 
Puerta del Sol and the Madrid. Zaragosa, and Alicante 
station at Atocha, and it is expected that the extension to 
Vallecas will be opened early in the soring. 


Doncaster.—l\quiny.—A Ministry of Transport inquiry is 
to be held on January 3Ist into the Corporation's proposal to 
make a loop by laying a tramway track along Trafford Street 
and Factory Lane to the existing terminus in Station Road. 
At the September meeting of the Council, when the matter 
was introduced, there was some opposition. 


Halifax.—A WARNING ANEMOMETER.—Consequent upon the 
blowing over of two tramcars, last winter, at Catherine 
Slack, on the Queensbury route, and the necessity for the 
remainder of the winter to withdraw all upper-deck cars 
from that route, the Tramways Department has had an 
anemometer fitted at Catherine Slack, registering wind 
velocity between 90 and 40 miles per hour. When the latter 
is reached a warning bell is rung at the tramway depot, 
and only single-deck cars are allowed on the route. | 


Japan.—RaiLway EvLectrirication.—The Board of Trade 
Journal auotes the Yokohama Chamber of Commerce Journal, 
as stating that, following the formation, of definite plans for 
the electrification of Japanese railways by the Electrification 
Investigation Commission, it has been decided to electrify a 
number of sections of line with an aggregate length of 2,000 
miles. On a number of routes hydro-electric energy will be 
available. 


Leyton.—Surriy то Т.С.С. Tramways.—The Council has 
applied for sanction to borrow £34,454 for the purpose of 
arranging а supply of electricity to the L.C.C. tramways. 
sub-station will. be erected in the district. 

Liverpool.—AccipENT.—A number of people were injured 


in a collision at Liverpool on January 4th between an electric 
tramear and a motor wagon, three persons being removed 


to hospital.—The Times. 


London.—Nicat Servicrs.—The 1..C.C. has received peti- 
tions from numbers of night workers living in the suburban 
area requesting improved night services on the Brixton and 
Tooting routes. 

THROUGH SERVICE TO WiMBLEDON.— Ihe Т.С.С. is nego- 
tiating with the London United Tramways, Ltd., regarding a 
through tramway service from London to Wimbledon.—The 
Times | | 

NEWLY-ELECTRIFIED LINE.—It is stated that trial runs will 
be made shortly over the recently electrified portion of the 
T, & N.W. Railway Co.'s line between Queen's Park and 
Euston. 

The Daily Mail states that the Т. & N.W. Railway Co. 
contemplates electrifving the North London line between 
Broad Street and Poplar. 


South Africa.—Cames Bay.—The Camps Bay Tramway Co. 
has notified the Cape Town Council that it is prepared to 
consider the question of taking a supply in bulk from the 
Corporation. The Electricity Committee of the Corporation 
has authorised the city electrical engineer to negotiate with 
the Tramway Co. regarding the proposed supply. 
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. TELEGRAPH AND TELEPHONE NOTES. 


Belgian Congo.—Nrw WinkELEsS | STATION.— The 
Government has decided to construct at the town of Elisabeth- 
ville, in the Belgian Congo, a Wireless telegraph station of 
great power, with a view to direct communication between 
Belgium and the Congo, says The Times. 


Czecho-Slovakia.— WVinELEsS TELEGRAPHY.—A_ wireless sta- 
tion of from 50 to 1U0-k W capcity 15 in course of erection at 
Podebrad. .It is intended tor communication with Central 
Huropeun statious and overseas. 
smaller stations will be set up at Podebrad, Brunn, and 
hosice, besides stations for Hving purposes. ‘Lhe installation 
of a wireless station at Bratislawa, to secure the safety of 
the shipping of the Danube, is also under consideration. 
When the financial situation has become better it is likewise 
intended to equip the ошсеѕ òl big departmental Leads as well 
аз some Industrial districts with small wireless plants in 
order to complete the inland network. 


Dutch Guiana.—lrtEGRAPH Service.—In the course of a 
written answer to questions raised in the First Chamber ot the 
Dutch States-General concerning telegraphic communication 
with Surinam, Dutch Guiana, the Minister for the Colonies 
states that the Governor of Surinam granted. а concession to 
the Compagnie Francaise des Cables Lélégraphiques on Sep- 
tember 1501, 1539, for 60 years, for the estubusiment ot a 
connection between Surinam and the worid's cable network 
hy means of one or more cables. Amoug other matters the 
concession stipulates that during its duration the bolder shall 
enjoy the preference їп all cable connections associated with 
the colony of Surinam, and that therefore no facilities can 
be granted to another cable company without such facilities 
being first offered to the French company aud being retused 
by the latter. With regard to wireless telegraphy, the 
Minister states that negotiations for the establishment of a 
Wireless station for the needs of Surnum were interrupted 
through the war, but were resumed at the beginning of 
1921, and have now been so far advanced that a solution may 
be expected in the near future. The Surinam Bauxite Co. 
has established small wireless stations at Puramaribo and at 
Moengo, and the Liberty Development Co. one at Albina for 
its own use and for Government messages, which stations 
can be taken over by the Government at any time. The 
stations at Paramaribo and Albina are also open. for con- 
inunication. with ships at sea, but not with other fixed sta- 
tions; and the former is also arranged for communications 
with French Guiana in the event of cable interruptions. 


Italy.— WIRELESS Service.—On December 2nd was opened 
& wireless service between Tempio Pausania on the island of 
Sardinia and the Centocelle station at Rome. At the Sar- 
dinia station was installed a 1.5-EW Marconi cabinet set, while 
the equipment at the station at Коше was of the kind 
ordinarily employed in Italy. The rocky nature of the ground 
at Tempio Pausania caused a large dielectric loss, but 1.5 kW 
enabled about seven amperes, at 2,300 metres, to be fed to 
the antenna, which was more than suflicient for clear wireless 
transmission. 


Long-Distance Wireless to Ships.—Repuction 1N Rates.— 
Marconi's Wireless Telegraph Co., Ltd., announces that 4rom 
the Ist instant the charge for private radio telegrains from 
the Poldhu station to ships at sea has been reduced from 
2s. Od. to ls. 2d. per word, plus the ship's charge, which is 
usually 4d. per word. 


Switzerland.—Storm DawaaE.—The whole of Switzerland 
was in the grip of a blizzard in Sunday, great damage being 
done to telephone and telegraph wires. 


The Telephone Service.—NEw  LoxpoN  ExcHaNGE.—The 
new telephone exchange which is to be erected in Wood Street, 
City, will be the largest in Europe. ‘Lhe site has already been 
acquired at a cost of some £50,000, but the date when build- 
ing operations will be begun has not vet been decided. In 
the plans preparations have been made for probable develop- 
ments in the next fifteen years. How far the exchange wall 
be automatic will depend upon a variety of circumstances. 
There are about fourteen automatic exchanges in dillerent 
parts of the country, but London cannot claim the possession 
of one. The new exchange will be known as a three-unit 
exchange, and whereas the existing largest exchanges in 
London, such as Clerkenwell, which we described last week. 
have capacity for 10,000 subscribers, the new exchange will 
cater for 30.000, As, however, no single exchange can con- 
sist of more than 10.000 lines, the new exchange will have 
three separate names, each with 10,000 lines. 

THE Том, ExcHanGe.—since the London " toll " exchange 
was opened in September last there has been a steady in- 
crease in the use of the service. The average number of calls 
per week up to the end of December last was as follows :— 
September, 30.534; October, 32,731; November, 33,311; and 
December, 34.15%. Some 350 calls are passed daily by tele- 
phone users to '' trunks," whereas the wanted numbers are 
within the '' toll ' area. It is in the interests of telephone 
users themselves to avoid the delav thus caused by using the 
list contained in the preface to the Telephone Directory.— 
The Times. 


Belgian ' 


lor inland communications ` 


NEW SWANSEA EXCHANGE.—The new automatic telephone 
exchange at Swansea is approaching completion. The build- 
ing wil be finished by September, and tour months later 
the installation will be in working order. 

THe WALLASEY ExcHANGE.—lhe new Wallasey telephone 
exchange, to which we referred recently, has repiaced 
one of the magneto type and has nearly 2,000 subscribers. 
The new exchange forms part of а wider programme 1involv- 
ing the laying ої additional cables not ошу throughout the 
Wallasey area, but also in the Mersey Tunnel. Чуо other 
exchanges in the Mersey district are to be modernised within 
the next two years—those at Liverpool Royal and Birkenhead. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice ° appeared.) 


OPEN. 


Australia.—MELBOURNE.—February 20th. City Council. 
Electricity Department. One rotary converter with trans- 
former, &c.; 6,000 V switchgear. (City Electrical Engineer.) 

Victoria Railway Commissioners. March sth. 35 cabin trans- 
formers for power signaling. (Contract No. 34,363.)* 

P.M.G.'s Department. March sth. Switchboard apparatus 
and parts. (Sched. 545). March lóth. Protective apparatus 
(Sched. 546). 

SYDNEY.—April 94th. Electricity Department. Two 92,000. 
kW rotary converters, апа one 10,00) to 12,000-kW turbo- . 
alternator.* 


One 300-kW con- ` 
(January 6th.) 


Aylesbury.—Electricity Department. 
verter, With e.h.p. aud 1.D. switchgear. 


Belgium.—February 1st. Municipal authorities of Saint- 
Trond.  EHlectrically-operated pumping piant at the Vem 
pumping station. Particulars (3 francs) irom the Secretariat 
Communale, Saint-Trond. е 


Bulgaria.—Soria.—February 4th. — Departinent of Posts, 
Telegraphs and Telephones. Bronze in plates and bars, iron 
and steel plates and bars, and insulating materials." 

February Z'th. Various electrician's small tools (including 
pincers, brazing lamps, soldering rons, bits, &c.)* : 

March 8th. Porceiain insulaung tubes for telephones, im- 
pregnated paper insulating tubing, ebonite cap, and insulated 
copper wire.* 


Dublin.—January 19th. Electricity Supply Committee. 
Single and 5-рһаѕе meters for 12 months. (see this issue.) 


, Edinburgh.—]anuary 19th. Corporation. Electric light- - 
Ing Installation at the Public Wash-house, Cuusewayside. City 
engineer. ‚ 

Glasgow.—Corporation. January 16th. Electric lighting 
installauon for the Craigton housing scheme. City electrica: 
engineer., 


India.—Mapnas.—lebruary 20th. Corporation. Various 
paper-insulated, &c., cables already detailed here. Specitica- 
tions and forms of tender (4s. per set) from the Publisher, : 
ELECTRICAL Review. (December 30th.) | 


London.—lI.EwisHAM.—January 23rd. Board of Guardians. 
Electrical installation at the Children's Home, Cumberlow, 
Goat House Bridge, Norwood Junction, S.B. (See this issue.) 

IstiNGTON.—lebruary 16th. Electricity Depurtinent. Elec- 
trical and engineers’ stores for 12 months, including cables, 
meters, lamps, wires, carbons, engine-room stores, &c. (See 
this issue.) 

HAMMERSMITH.—January 95th. Electricity Department. 
Supply, drawing-in and jointing, &c., an additional 11,000-V, 
three-phase hnking-up main between the Fulham and Ham- > 
mersimith electricity generating stations. (See this issue.) 


Newcastle-under- Lyme. 
ply Department. 600 yd. 
armoured distributor cable. 


January 17th. Electricity Sup- 
wl, .035, .l Lp. lead-covered steel 
(January 6th.) 


New Zealand. — WELLINGTON. — February 94th. Publie 
Works Department. Three 11,000-V reactances complete, for 
the Lake Coleridge electric power scheme.* 


DuxEDIN.—March 31st. City Council. One 150-h.p., 3-phase 


induction motor and reduction gear.* 


Spain.—The Postal and Telegraph Department has been 
authorised to purchase micro-telephonie apparatus to the value 
of 400,000 pesetas.—Reuter’s Trade Service (Madrid). 


Warrington.—February 6th. Electricity Department. 
Main e.h.p. switchboard extension. (See this issue.) 
KI BED A DUM CUL MIC RC WARN м ee О у REO 
*A copy of the plan, specifications, and conditions of n 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S. W 1. 
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CLOSED. FORTHCOMING EVENTS. 
Burton-on-Trent. — Electricity Committee. Recom- Be 
tended :— Electro-Harmonio Society.—Friday, January 13th. At the Great Hall, 


Ausdiary pumps (£1.230).—G. & J. Weir, Ltd. 
lau MAKKW transformers, £1,003.—Met.-Vickers Elect. Co., Ltd. 


Blackpool.— Tramways Committee. Accepted:— 


H p. feeder cable.—British Insulated & Helsby Cables. 
L.p. feeder cable.—Pirelli-General Cable Works. 


Bolten —Tramways Committee. Accepted:— 


Social tramway rails, points and crossings for the siding at the south 
end of the wholesale market.—Hadfields, Ltd. 


Bradford.—Water Committee. Scar House Reservoir 
Words. 
iwe rton electric motor cranes (4194). Thos. Smith & Son (Rodles), 
Lid. 


Electricity Committee. 

One ZA-K VA. transformer, two electric lifts at Bolton. Road) sub-station.— 
Enghsh Elevtiic. Co., Ltd. 

One passenger litt. —Chas. Bell. 

(ine guxls Litt.—Keliance Lift € Engineering Co., Ltd. 


Eastbourne.—Electricity Department. 
paut :— 
оле 2AREKW single-phase turbo-alernaior with condensing 
plant ла 2 

w. Н. Allen, Sons & Со., Ltd. (Accep.e) . 10,608 
hohe, Wass & Co. - se bin des РЕ e. 20,417 
Angers де Construction Qerlikon — um ne: гыг e. 21,233 
orzish Thomson-Houston. Co. ssi cis PN 7 e. 23,705 
keser & Chalmers Eng. Works is "s sus a TE 23839 
Reiss & Morcom, Ltd. ЕЯ M e. 29,893 


Tenders for new 


Krush Electrical Eng. Co., Ltd. ` (2,000- kW set) 23,965 
Fogish Electric Co., Ltd. sig 23,990 
Rehardsons, W estgarth & Co., Ltd. 24,091 
j. Howden & Co., Ltd. 24,317 
Actrüpolitan- Vickers. Electrical Co. M Ltd. 24,470 
C A. Parsons & Co., Ltd. m $ 25,540 
For condensing: plant only for above turbo-alternator :— £ 
Mirriees, Watson & Co., Ltd. - T" А 5,703 
(se, Marchent & Morley & Co., Ltd. .. "T en .. 4,815 
Hick, Hargreaves & Co., Ltd. VE bes ae .. 5,834 
Ri.hardsons, Wrestgarth & Co., Ltd. к oe И e. 6,379 
Westhingion Simpson, Ltd. ves Vid e di ies eo 06,02 
tu. & J. Weir, Ltd. з Не шз us um pis e. 7,904 
(пе water-tube boiler with mechanical stoker, economiser, coal bunkers, 


chimney, induced draught fan, and engine and pipework :— — £ 


Strimg Boiler Oo., Ltd. (Accepted) ... 16,765 
British Niclausse Boiler Co., Lid... . 17,000 
“varng Boiier Co., Ltd. si sd Jus 17,746 
} 77 Thompson Water-tube Boilers, Ltd. 17,910 
Hox»ok & Wilcox, Ltd. е з К кър ae S. 15,124 
Carke, Chapman & Co., Ltd. dn eA E iva e. 020,542 


Edinburgh.——Corporation. Accepted:— 


he interpole ventilated traction motors, box frame type, 40 h.p. (£18,020). 
Metropolitan-Vickers Electrical Co. 

ME controllers, for interpole moors (£5,841).—British Thomson-Houston 
Cc., Rugby. 

33 саг wt» of grid resistance (£742).—Electro-Mechanical Brake Co. 


Glasgow.— Iramways Department. Recommended:— 


Trclies wire.— Thomas Bolton & Sons, Ltd. 

an. stud bolts.—Fleming, Birkby & Goodall, Ltd. 

Truck frame forgings.—Brush Electrical Engineering Co., Ltd. 
"archgear for Parkhead.—Whipp & Bourne, Ltd. 

bear relays.—Metropolitan-Vickers Electrical Co., Ltd. 

iare revorders.—International Time Recording Co., Ltd. 


India.— Messrs. Braithwaite & Co., Engineers, Ltd., of 
Wat Bromwich, who have received the contract for a steel 
tr 114 miles long, 6 ft. diameter, for supplying water to 
n (иу of Bombay, India, have ordered from Messrs. Royce, 
ici, of Trafford Park, the full equipment of electrical over- 
{ай travelling cranes, eleven in number, for workshops which 
ae being erected for carrying out the work. 


Japan.— Wee аге informed that an order was recently re- 
~ied by the Westinghouse Electric International Co, from 
ine Daido ee Power Co. of Japan for 34 transformers, 
avera UE 9.400 kVA each, a total of 316,400 kVA. They will 
te чиде phase, 60 cycle. 'oil insulated and water-cooled, and 
wi have а voltage of 154,000 volts, which is the highest. volt- 
s> m commercial use at this tine. When installed, they will 
eich 30 tons each. The transformers will be installed in а 
uerpower system in the industrial district about Tokio. One 
a tbe Japanese stations, planned for Furukawabashi, will 
unm 15 transformers, with a total output of 169,200 kVA; 
ether at Ohi will have nine transformers with a total out- 
ки of 52,5990. KVA; and а third at Suhara will be equipped 
ath seven transformers with a total output of 64,400 kVA. 


London.—The War Office placed a contract for cells with 
th Edison Swan Electric Co., Ltd., in December. 


London and Birmingham.—Mr. W. C. Tackley has re- 
^ed the contracts for the electrical installation work at the 
Bnu-h Industries Fair, London and Birmingham, to be held 
tut month. 


New Zealand.—Messrs. Boving & Co., Ltd., have recently 
teen awarded a large contract by the Government of New 
запа for water turbines in connection with the Mangahao 
tim electric power scheme. The order includes five main 
buon wheels, three of which will have à maximum output 
Doer 8,000) b.h.p. each. and two of over 4,000 b.h.p. each, 
13 two srnaller exciter Peltons each of 395 b.h.p. These ma- 
tines together will bave a total capacity of nearly 33,000 
tip The water wheels will work under an average head 
d water of 825 feet. 


Cannon Street Hotel. At 8 p.m. Smoking concert. 


Chief Technical Assistants’ Association.—»aturdav, January 14th. At 
Anderton's Hotel, Fleet Street, К.С, At 3 p.m. Discussion on * Utilising 
Three-phase for One-phase Distribution," to be opened by Mr. J. Good- 
child. 

Birmingham and District Electric Club.—Saturday, January 14ih.. At the 
Grand Hotel, Colmore Row. At 7 p.m. Presidential adddress by Mr. 
N. Deykin. 


institution of Electrical Enginoers. —]oint meeting with the [Institution of 
Heating and Ventilating Engineers. Thursday, January 1th. Ac the lIn- 
stitution, Victoria Embankment. At 6 p.m. Discussion on * The Utilisa- 
tion of Waste Heat trom Electrical Generating Srations,"" with introductory 
papers by Mr. €. 1. Haden and Mr. F. H. Whysall. 

(North-Midland Centre).— Tuesday, January 17th. At the Hotel Me- 
tropole, Leeds. At 7 p.m. Paper on ‘ Singles and Three-phase a.c... Com- 
mutator Motors with Series and Shunt Characteristics," by Di. S. P. 
Smith. 

(Liverpool! Sub-Oentre).--Monday, January With. At the University, 
Liverpool, At 7 p.m. Exhibition of ( kinematograph films :—"* High- 
tension Switchgear Tests," by Mr. Torchio, described by Dr. C. C. 
Garrard; ‘ On Telephone Inventors of To-day." © The Audion,” anid 
“ Electricity in the Home," exhibited by Mr. F. Gill. 

(Western Oentre).—Monday, January 16th. At the Merchant. Ven- 
turers’ Technical College, Bristol. At 6 p.m. Lecture on "" Fhe Work 
of the British Electrical Development Association and upon Advertising 
in Connection with Engineering and Electricity Development,” by Mr. 
J. W. Beauchamp. 

(North-Western Students’  Centre).—lucsday, January 
Houldsworth Hall, Deanspate, Manchester. At 7.30 pam, 
** Switching Systems and Lavy-outs," by Mr. F. Gough. 

(London Students’ Section).—Friday, January 20th. 
tion, Victoria Embankment. At 7 p.m. Paper оп “Some 
the Thermionic Valve to Telephony," by Mr. L. T. Hinton. 

institute of Cost and Works Accountants. Wellness, January Iih. At 
the Institute of Patent Agenis, Staple Inn. Buildings, WC. M e pain. 
Discussion on '* Methods of Remuneratinp Labour," to be opened by Mr. 
H. W. Allingham. 

Industrial League and Oouncil.—Wednesday, January 18th. Ат Caxton 
Hall, Westminster, S.W. Lecture on ** Use and Abuse of Combines and 
Trusts,” by Mr. R. Young, M.P. 


Institution of Railway Signal Engineers.—Wednesday, 
the Instituti@: of Electrical Engineers, Victoria. Embankment. 
Resumed discussion of paper on " Three-position Signalling.” 


Northampton Engineering Coliege Engineering Socicty.—Wednesday, 
January 8th. At the Northampton. [nstiiute, St. John Street, ЁС. At 
5.30 p.m. Kinema exhibition, *' Electricity in Steel Works.” 6.30. p.m., 
discussion on appointments. | 


Chelmsford Engineering Society.— Thursday, January 18th. At the East 
Anglian Institute of Agriculture. At 7 p.m. Students! meeting. 


Chemical Society.-—Thursday, January 19th. At Burlington. House, Picca- 
dilly, W. At 8 p.m. Ordinary meeting. 

Belfast Association of Engineers.— Thursday, January 19th. At the Muni- 
cipal College of Technology. Paper on ** Electricity Supply—Cost to Con- 
sumer," by Mr. W. J. M'C. Girvan. 


Institution of Mechanical Engineers.—Fridaiv, January 20th. At the In- 
stitution, Storey's Gate, S.W. At 6 pam. Paper on * Some Observations 
' oma Producer-gas Power Plant," by Mr. Н. S. Denny and Mr. N. V, 5. 
Knibbs, 
British Electrical Development Association. —Friday, January 20th. 
Institute of Patent Agents, Staple Inn Buildings, W.C. At 8 p.m. 
manship conference, 


Junior Institution of Engineers.—Friday, January 20th. At. Caxton Hall, 
S.W. At 8 p.m. Lecturette, '' Geology in its Relation to Engineering.” 


Manchester Wireless Soclety.—Saturdav, 
Hotel. At 8 p.m. Whist drive and dance. 


Electrical Power Engineers’ Association (Southern Division) .—Frid:y, 
January 27th. At the Central Hall, Westminster. At 7 p.m. Lecture 
on ** The Metering of Steam by Means of Orifices," by Mr. J. L. Hodgson. 


(Manchester Section).—Thursday, January 1th. At the Association 
Hall, Peter Street, Manchester. At 7.30 p.m. Address by the President. 


lih. A! 


Paper or. 


At the [nstitu- 
Applications. of 


January 18th. At 
At 3 p.m. 


At the 
Sales- 


January 21м. At the Albion 
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THE “ELECTRICAL REVIEW” 


DEPARTMENT. 


SERVICE 


QUERIES addressed to the ELectricaL Review, willbe answered 
by post, if the desired information 18 available, provided the 
following simple rules are observed :— 

1. Address vour inquiries to the ExLectricaL REVIEW, LTD., 
Service Department, and enclose. а stumped addressed en- 
velope. 

2. Do not ask for information until you have satisfied your- 
self that it is not already coritained in our advertisement pages. 

3. If we are the means of putting you in touch with the 
firm or firms that you require, do us the favour of mentioning 
the ELECTRICAL REVIEW. 

No charge is made for the service. 

To complete our answers to inquiries received this week 
we need the names of manufacturers or suppliers of :— 

COLVIN'S commutator compound. 


Develo Порше of Electricity Supply in Malaysia De: 
ferred. February last a party of engineers left this country 
for the Malay Peninsula, where they were to be engaged on 
the establishment of hydro-electric and steam power stations 
in the service of the Government of the Federated Malay 
States. The work was duly commenced, but unfortunately, 
as а result of the * slump `” in rubber, the Government found 
it necessary to retrench, and gave the engineers three months' 
notice. Consequently they left for home on December 
l6th. They were engaged for one vear from the date of their 
arrival (which took place on April Ith), with a possible ex- 
tension. 


eee eee 
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NOTES. 


Fire.—Damage to the extent of several thousand pounds 
was caused by a fire at Cardon Hill granite quarry, Leicester- 
shire, recently. The electric power house was completely 
destroyed, and two-thirds of the machinery put out of order. 
—The Limes. 


Late Legal.—Britisuy Тномѕох-Нооѕтох AND Corona LITI- 
GATION.—In the Chancery Division on Wednesday, January 
llth, Sir D. kerly, K.C., applied to Mr Justice Astbury to 
postpone the hearing of an action by the British Thomson- 
Houston Co., Ltd., against the Corona Lamp Works, Ltd. 
The case stood first in the list of warned actions, and in the 
ordinary course would have been reached on Thursday. Sir 
D. Kerly said he appeared for the defendant company, and 
the plaintiff company were represented by Sir Arthur Colefax, 
K.C., and Mr. J. H. Grey, K.C. The parties were not ready 
in the ease. His position was that he had not got the brief, 
and his clients were not able to deliver it because they had 
not the expert's report. The writ was delivered in 1916, so 
the case had not been hurried up till now. His learned 
friends agreed with him that it could not be tried for some 
days. ‘There was another case between the same parties 
which had just come to an end in the House of Lords. His 
согар said counsel could mention the case again оп Thurs- 

ay. 


Selective Tests and Statistics.—At the Conference of the 
Workers’ Welfare Institute at Balliol College, Oxford, on 
Saturday, on vocational selection, reported in the Manchester 
Guardian, Mr. A. P. M. Fleming (of the Metropolitan-Vickers 
Electrical Co., Ltd.) dealt with the subject of the use and 
value of, records and statistics, remarking that there were 
three essentials—they must be based on full information, Бе 
absolutely accurate, and be properly interpreted. He had 
seen in batches of boys admitted at the works entrance, eye 
and ear troubles, tonsilitis, &c.. which would pass undetected 
in the ordinary way. But under the record system the boys 
were sent back, and in the great majority of cases the parents 
had things put right by proper treatinent, so that the 
boys, parents, employers, and above all, the community, 
were saved from the lingering disadvantage which in the past 
—and even to a considerable degree in modern times—ham- 
pered industry. The whole question of statistics was one of 
knowing what was important and what was not. Men who 
considered themselves entirely intimate with every vital factor 
in their own industries, had been astounded by the revelations 
of statistical records. 


Sawdust as Fuel.—Hitherto, as a result of the gradual 
development of the factory (an engine being added as the 
necessity arose for more power) the power required to drive 
the match factory of Messrs. S, J. Moreland & Sons, Ltd.. at 
Gloucester, was furnished by 13 steam engines, each located 
in and belt-driving a separate department, the necessary steam 
being generated in three 30-ft. Lancashire boilers. The fuel 
consumption amounted to about 80 tons of best steam coal per 
week, together with all the wood refuse—from 30 to 40 tons 
per week. The whole plant was most uneconomical, unre- 
liable, and its cost of maintenance high; it was, therefore, 
decided to substitute for it gas-driven electric plant. The 
necessary alterations were made in 1918 by the firm's own 
staff without interfering in any way with the running of the 
factory. The steam engines were subsequently scrapped, 
though two boilers were retained for heating purposes only, 
and they now consume some eight tons of coke breeze per 
week. The whole of the power required to drive the factory 
is, therefore, now being derived from wood waste alone, the 
refuse consisting of waste splints, boxes, sawdust, shavings, 
&c.: thus, apart from other considerations, a direct saving of 
80 tons of steam coal is made per week. The gas-electric 
power plant is centrally situated in the works, and consists of 
three sets of Ruston and Hornsby 275-h.p. wood refuse suction 
gas plant, which supply gas to two Crossley 250-h.p. twin- 
coupled gas engines, that drive by belt two 170-kW dvnamos. 
In addition, the largest engine which has so far been con- 
structed by Messrs. Fielding & Platt, Ltd., of Gloucester, to 
consume gas furnished by a producer fired with wood refuse, 
is installed. The engine has four 17-in. diameter cylinders, a 
24-in. stroke. and is designed to develop а maximum of 400 h.p. 
at a speed of 190 r.p.m. It 15 direct coupled to а Mather and 
Platt 250-kW generator. There is also a 60-kW high-speed 
steam set, which, however, is only used in emergencv, either 
for lighting or driving the air compressors emploved for start- 
ing the gas engines. All the dvnamos are operated in parallel 
nt a pressure of 220 volts, both for lighting and power purposes. 
The quantity of fuel being consumed at present is between five 
and six tons per dav of 11 hours, the average load,during the 
summer months being about 350 h.p. Taking 5.5 tons as the 
average daily consumption, the consumption of wood refuse 
ner h.p. hour with that average load i=? 3.2 1b. The load is. 
however. considerably increased by lighting and the use of 
electric heaters during the winter morths. With the above 
fuel consumption there is a vield of from three to four barrels 
of tar per week, and also a large percentage of acetic acid in 
the scrubber cooling water. It is proposed to recover that 
substance at a later date. The whole operation of starting and 
working the plant is extremely simple, and but three men are 


required to be in attendance, and apart from its great economy 
many other advantages have been gained as the result of in- 
stalling it. ‘There is, for example, better control over the 
machinery used in the factory processes, both in speed and 
regularity of output. This remark particularly applies to the 
four-cylinder engine, the regularity of working of the gas 
plant having been considerably improved by its installation. 
The Fielding engine has operated with great regularity, na 
occasion having arisen to shut it down in consequence of any 
defect. The gas plant also has worked without a hitch in 
spite of the difficult nature of the fuel used, and so well is the 
gas cleaned that, after three months’ working, there was hardi, 
sutficient dirt on the gas valves of the engine to necessitate 
removing them for cleaning purposes. A remarkable feature 
of the plant is the steady running of the engine апа the 
absence of noise when working, the operation being considered 
to be equal to that of a high-class steam engine.—Engineer, 


Appointment Vacant.—Engineering assistant, for the 
South Shields Corporation Electricity Supply Department. 


(See our advertisement pages to-day.) 


The Electro-Harmonic Society.—.\t to-night's smoking 
concert, which will be held in the Great Hall, Cannon Street 
Hotel, commencing at 8 p.m., Mr. William Peto will take the 
chair. The following are the artistes:—Madame Ethe! Dyer, 
soprano; Mr. Ernest Hargreaves, tenor; Mr. Walter Saull, 
baritone; Mr. Charles Leggett, cornet; Mr. Sterndale Bennett, 
entertainer; Mr. Nelson Jackson, entertainer; Mr. Will 
Edwards, humorist; Mr. Bernard Flanders, A.R.A.M., sol. 
pianoforte and accompanist. 


Signalling Service in the Territorial Army.—Lieut.-Cul. 
M. W. Emiey, commanding the 3rd (London) Corps Signa! 
Cos., desires to call attention to the urgent need of this unit 
for recruits with electrical training. The work of * Corps 
Signals " is no doubt well known to most of our readers: 
as now organised, this unit consists of four companies : Wire 
less, construction, cable, and head quarters, with artillery 
sections attached. It will be understood that it is Фс] 
to organise and maintain such a unit without the close co 
operation of electrical firms and employés. ; 

А man and his employer both gain benefits from his һе 
longing to a unit such as this. To the man it means fourtee! 
days’ free holiday in the summer, usually by the sea, wit) 
pay and an easily earned £5 bounty each year, whilst th 
knowledge which he acquires technically cannot come ami: 
in his civilian capacity. Further, head-quarters provides 
free club. Drills always take place at times fixed to sur 
men who earn their living. The gain to the emplover is а 
parent after the first annual training, for the man is almos 
invariably a better servant as the result of his military trait 
ing. 

Another important point is that of economy. A Terr 
torial unit costs a very small fraction of the cost of a corre: 
ponding regular unit, and if the Territorial units are n 
recruited up to strength an increase of regular or militi 


units seems inevitable. 


Lieut.-Col. Emley appeals to such of our readers as ar 
themselves in a position to enlist, or to give encouragemer 
as regards leave for camp, &c., to their employés, to do S, 
and thus to give the practical help of which the unit is 1 
need. Prospective recruits can enlist at Head-Quarters, Elve 
ton Street, S. W., any morning from 10 to 1, and any evenin 
from 7 to 10, and the officer commanding will be glad t 
furnish fuller particulars to any of our readers who may Ш. 
to have them. 


Erratum.—In connection with (һе article on ‘ Powe 
Factor," by Mr. E. W. Dorey, in our last issue, by a printer 
error which we regret, the letters " M.L.E.E." appeared aft 
his name instead of '"A.M.I.E.E." 
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Mme. Curie and the Académie de Médecine.— Among the 
candidates for seats upon the board of the krerich Асааепе 
de Medecine is Madame Curie. Although she has the support 
ui a number of the most prominent members of the Academy, 


commercial community in India for his fairness, straight deal- 
ing and integrity, and no better or sounder choice could have 
been made for such an extremely important appointment. 
He has filled many important Governinent posts in india, 


ber candidature is opposed by several members, who object to 


since coming out about 1905, with conspicuous ability, as 1s 
the election of women to the board. 


evidenced by the honours which have been showered upon 
him. Having shown,his skill as an organiser at the Allahabad 
Exhibition in 1910, the entire electrical equipment of which 
he controlled, he was chosen to take entire charge of the elec- 
trical arrangements for the Delhi Durbar, 1911. his was 
one of the largest electrical schemes of the sort which had 
ever been carried out in India, and its wonderful effect was a 
marvel to all who were privileged to witness it. Delhi having 
been proclaimed as capital of India instead of Calcutta, Mr. 
LicaPauldiy Was chosen as electrical engineer to the new Delhi 
Province in 1912. The discriminating eye of authority there 
soon detected his versatility and etticiency, and in addition to 
his ordinary duties he was commissioned to build a new 
Secretariat of vast proportions to house clerks and officials of 
the new capital. This he did in record time. Soon after war 
broke out he was sent to Mesopotamia and made colonel Н.Е. 
in charge of the electrical and mechanical branch of the mili- 
tary works. His valuable services there were ofticially appre- 
ciated by his being awarded the D.S.O., and later on the C.B. 
decoration. On demobilisation he again resumed his work 


INSTITUTION NOTES. 


The Institution of Electrical Engineers.—On Thursday, 
January 19th, a joint meeting with the [nstitution of Heating 
and Ventilating Engineers will be held. There will be a dis- 
cussion on "' ‘the Utilisation of Waste Heat from Electrical 
Generating Stations," with introductory papers by Mr. С. I. 
Haden and Mr. F. H. Whysall. 

LIBRARY.— Xs a result of the experience obtained by keeping 
the library open every evening and on Saturday afternoons 
during the last few weeks, the Council of the Institution has 
Че е! that in future the library will be kept open until 
(a p.m. on the nights on which are held the ordinary meet- 
ings of the Institution, the informal meetings, and meetings at the new Delhi Province as superintending engineer, elec- 
«f the Wireless and Students’ Sections. 16 appears that on trical and mechanical branch. His. wide Indian administra- 
evenings when no meetings are held, the library is not inade tive und business experience will be a valuable asset in his 
use of. new post, and his tact, courtesy, and sympathy towards the 


WESTERN CENTRE.—At a meeting to be held in Bristol on Indian and European alike should sincoth his official path to 
January l6th, Mr. J. W. Beauchamp, M.I.E.E., will deliver even higher honours still. His present appointment carries 
a lecture, '* On the Work of the British Electrical Develop- great responsibilities and heavy burdens, but knowing the 
went Association and upon Advertising in Connection with man one feels that his success is already assured.” 


Engineering and Electricity Development Generally." The 
President of the Institution is to visit the Centre at Cardiff 
on February 6th. 

LIVERPOOL SuB-CENTRE.—At an ordinary general meeting 
en January 16th the following kinematograph films will be 
exhibited :—** High-tension Switchgear Tests,” by Mr. P. 
Torchio, described by Dr. C. C. Garrard; and ** Telephone In- 
ventors of To-day ” and “ Electricity in the Home,” by Mr. 
Е СШ. O.B.E. " 


Chemical Society.—A\t a meeting to be held on January 
Pth, Prof. Arthur Smithells, F.R.S., will give an account 
ii Langmiuir’s theory of atomic structure and exhibit models. 


We аге pleased to be able to publish this week a portrait 
of Dr. С. О. MairLLoux, of New York, President of the Inter- 
national Electrotechnical Conunission. Dr, Mailloux's devoted 
labours on behalf of the promotion of friendship and goodwill 
between the electricians of the world are, we think, not suff- 
celentlv recognised. It is therefore a pleasure to find that at 
the recent Ampère Centenary celebrations in Paris, at which 


Iron and Steel Institute.—The annual meeting of the In- 
stitute will take place on May 4th and 5th at the Institution 
of Civil Engineers, Great George Street, S.W.1, by kind per- 
mission of ats Council. The annual dinner will be held on 
Mav 4th. at the Connaught Rooms. Particulars of the cost 
of the dinner, and details of the arrangements, will be cir- 
culated later. In March the Council will be prepared to con- 
sider applications for grants from the Carnegie Fund, im aid 
of research work, of such value as may appear expedient. The 
2uards are made irrespective of sex or nationality. Special 
ferms, on which candidates should apply before the end of 
February, can be obtained from the secretary of the Institute. 


Royal Society of Arts.—Among the arrangements for the 
next few months are two Cantor lectures on February 20th 
and 97th. at 8 p.m., by Mr. A. F. C. Pollard, A. M.LE.E., on 
"The Mechanical Design of Scientific Instruments" and a 
lecture on February 24th, at 4.30 p.m., by Prof. W. A. Bone, 
D.Sc., F.R.S., on " Brown Coals and Lignites: their import- 
ance to the Empire.” 


Dr. C. О. MaitLoUvx. 


OUR PERSONAL COLUMN. | 


The Editors invite electrical engineers, whether connected Dr. Mailloux took a leading part in presenting, on behalf of 
with the technical or the commercial side of the profession numerous | American universities, colleges and societies, 
and industry, also electric tramway and railway officials, to written tribute to the great work of Ampère, he subsequently 
keep readers of the ELECTRICAL REVIEW posted as to tate was made an Officer of the Legion of Honour. This well- 
олоон: merited distinction shows how deeply our French colleagues 

appreciate Dr. Mailloux's efforts for so many years to bring 

the French and American electricians together, which task, 


The following Press communique has recently been issued through his extraordinary linguistic ability and love for 
from Delhi .— The Sec retary of State for India, having ac- F Г: anc е, һе has SO eminently and large- heartedly accomplished. 


cepted the main principle of the recommendations of the Dr. Mailloux also re presented the French Ac ademy of Sciences 
Stores’ Purchase Committee, regarding the agency to be at the Ampère Centenary celebrations held in December, 1920, 
established for the purchase and inspection of stores for at Ampere City, New Jersey. We, too, in this country owe 
Government Departments in India, the Government of India Dr. Mailloux a debt of grititude for the part he has taken 
has obtained nis approval as a preliminary measure to the in promoting the welfare of the I.E.C. since its initiation. We 
appointment, on a temporary basis, for a period of two vears well remember his strenuous efforts in 1905 to straighten out 
in the first instance, of the three chief officers cf the new the tangled difficulties of the proposed constitution of the 
Indian Stores Department, viz., Chief Controller of Stores, [.E.C. and the hard work of the small committee, the mem- 
Director of Purchases, and Intelligence and Chief Inspector.’ bers of which gave up participation in the interesting tour 
For the appointment of Chief Controller, the Governme nt of round the country which had been arranged for the delegates 
India has selected Mr. J. B. PITKEATHLY, СИ, 0.0. by the Institution of Electrical Engineers. The constitution 
С.В.Е., D.S.O., superintending engineer (electricai and of the I.E.C. was argued out in close detail, and Dr. Mailloux 
mechanical), Delhi. Mr. Pitkeathly will assume chi irge of his was able repeatedly to smooth out with equal facility, whether 
ofhee in January, 1922, and will then proceed to ' formulate a Spaniard, an Italian, a Frenchman, a South American, or a 
a detailed scheme of organisation for the consideration of the Portuguese was concerned, the many difficulties which inevit- 
Government of India." Опе of our special correspondents in ably arise when such matters are “discussed in any inter- 
India writes :—_. Mr, Pitkeathly is well known among the national conference. i Hi | 
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The Echo de Paris, which recently opened a national sub- 
scription to enable the octogenarian scientist, M. Edouard 
. Branly, to continue his research work m connection with 
wireless telegraphy, announces that the fund already exceeds 
200,000 fr. (about £4,000), which 1t is considered wall be suth- 
cient for the inventor s present and tuture needs. 

Mr. W. NongTH-LEWIs, J.P., chairman of Insoles, Ltd., and 
ihe Windsor Steam Coal Co., Ltd., has been appointed chair- 
man of the Treforest Electrieal Consumers’ Co., Ltd., 1n. place 
of the late Mr. Hugh Bramwell, O.B.E. 

Mr. W. RUTHERFORD has been elected a director of G. D. 
Peters & Co. 

At the otce of the British Insulated & Helsby Cables, Ltd., 
Helsby, Mr. GEORGE LLOYD was presented with a goid Watch 
by the members of the works staff, on one occasion of his 
departure from Helsby. The presentation was made by Mr. 
W. B. Barlow. 

Mr. FRANGNELL has severed his connection with Messrs. C. 
A. Parsons & Uo., Ltd., at Heaton Works, and has started 
for himself as a manufacturers’ area representative, with 
olfices at 4/7, Pilgrim Street, Newcastle-on-1yne. 

Мк. Н. E. SUTHERLAND has rehoquished his position as chief 
engineer and designer to the Midland tectric Manufacturing 
Co., Ltd., Birmingham. His present adaress is 47, Russell 
Road, Hall reen, Birmingham, where he will devote him- 
self to industrial and mining switchgear. 

Obituary.—Mn. Erxest Hott.—The interment took place 
at Напѓах on friday last of the late Mr. Ernest Holt, man- 
ager for the past ten vears of the Ashton-under-Lyne Cor- 
poration ‘Tramways. Mr. Но was taken ill. shortly after 
Christmas, and passed away from pneumonia within less than 
a week. He entered the service of the Ashton Tramways in 
1905 us chief clerk, and his death, at the early age of 37 years, 
1з deeply regretted. | 

Sik WILLIAM MATTHEWsS.—We regret to record the death, 
which has occurred at Hampstead at the age of 78 years, of 
Sir William Matthews, K.C.M.G.. a famous engineer, who 
was responsible for harbour construction. work in all parts of 
the world, and was a past president of the Institution of Civil 
Engineers. 

Mr. J. E. Rexpett BakER.—We briefly mentioned last 
week the death of Mr. J. E. Rendell Baker; engineer and 
manager of the Stratford-on-Avon Electricity Co., Ltd., and 
formerly of Finchley, London. Mr. Rendell Baker died on De- 
cember 18th, after a long and trying illness.. During the illness 
his position was temporarily held by his youngest brother (W. 
Rendell Baker), and we learn that the directors of the com- 
pany have now appointed him to his brother's position. We 
understand that the family has an interesting electrical 
record. The father (Robert R. Baker), who was for a great 
many years gas and electric fittings superintendent under 
the Bolton Corporation and who is still on their retired list, 
has his three remaining sons managing municipal under- 
takings at Devizes, St. Helens, and Stratford-on-Avon, re- 
spectively. 

Will.—The late Ald. J. FIELDING, joint managing director 
of Fielding & Platt, Ltd., of Gloucester, left £48,270 gross and 
£11.901 net. 


REGISTERED. 


Sterling Accessories, Ltd. (178,768).—Private company. 
Registered December 31st. Capital, £1,000 in £1 shares. To carry on the busi- 
ness of electrical, telephone, telegraph, mechanical, and general engineers, elec- 
tricians, fitters, millwrights, с. The permanent directors are: C. J. Магџегі- 
son, ** Weston," St. James’ Avenue, Sutton, Surrey (chairman); A. Handley, 
42, Great Charles Street, Birmingham. Qualification of permanent directors, 
£300; of other directors, £200. Registered office: Bangor House, Shoe Lane, 


E.C. 
Charles H. Champion & Co., Ltd. Ceo) al 


company. Registered January 4th. Capital, £10,100 in 1 8 per cent. 
non-cumulative preference shares of £10 each and 2,000 ordinary shares of 
ls. each. ‘To carry on the business of producers and suppliers of electrical 
apparatus, manufacturers and importers of and dealers in cables, lines, 
wires, dynamos, accumulators, meters, &c. The provisional directors are: 
Henri Marcotty, 7I, Castleton Mafhsions, Barnes, S.W.13; C. H. Champion, 
National Liberal Club, Whitehall; G. H. Leslie, Junior Naval and Military 
Club, 96, Piccadilly, W. Solicitors: Macdonald & Stacey, 2, Norfolk Street, 
Strand, W.C. 


Harper Brothers & Co., Ltd. (178,787).—Private com- 


pany. Registered January 2nd. Capital, 21,000 in £1 shares. To tender for, 
undertake, and carry out works, operations, contracts, or transactions in 
Spain or elsewhere in connection with power undertakings or of any kind 
whatsoever commonly undertaken by engineers, builders, contractors, or power 
suppliers, &c. The subscribers (each with one share) are: G. J. Websdale, 87, 
The Avenuc, Highams Park, Essex, engineer; А. J. Bennell, 13, St. Helen's 
Place, E.C.3, secretary. The first directors are W. A. Harper and Н. W. 
Harper. Registered office: 13, St. Helen's Place, E.C.3. 


A. G. Burrell & Co., Ltd. (178,803).—Private company. 
Registered January 3rd. Capital, £5,000 in £1 shares (1.500 6 per cent. 
cumulative preference). To adopt an agreement with A. G. Burrell for the 
acquisition of the business carried on by him as “A. G. Burrell & Co.," 
and to carry on the business of manufacturers, installers and repairers of and 
dealers in systems and installations of all kinds for synchronising or distri- 
buting time, and of all master and secondary clocks, dials, batteries, alter- 
nators, dvnamos, wiring. and other appliances, &c. The first directors are: 
J. W. Molden (chairman), '' Narbestrong," Coombe Hill Road, Kingston; 
W. E. Spearing, 51, Bushwood Road, Kew; D. B. Saunderson, ** Benridge, "' 
Frithwood Avenue. Northwood, Middlesex; A. G. Burrell. 57, Barkers Road, 
Netheredge, Sheffield. The three first-named may retain office so long as they 
are directors of the Magneta Time Co., Ltd. The said A. G. Burrell shall 
be a director for seven years if he shall so long remain manager of the com- 
pany No qualification required for a director who is also a director of the 
Magneta Time, Co,, Ltd. Qualification of other directors, 200 ordinary ог 
preference shares. Registered office: 28, Change Alley, Sheffield. | 


NEW COMPANIES 


Standard Wiring, Ltd. (11,985).—Private company. Re- 
gistered Deceifiber 28th. Capital, 21,00) in £1 shares. Jo carry on the busi- 
ness of electricians and engineers, &c. The subscribers (each wtih one share) 
аге; А. V. Froggatt, 131, West. Regent Street, Glasgow, marble merchant, 
W. Marshall, 9», Hope Street, Glasgow, accountant. Ihe first directors an 
not named, Secretary: D. Моге. Kegistered office: 37, Bank Street, kii- 
marnock. 

корт Adair, Ltd. (178,736).—Private company. Regis- 
tered December дһ. Capital, £900. in £1 shares. To carry on the business 
оі import and export merchants and agents, mechanical and electrical 
consuhing engineers, &c. The subscribers (euch with one share) are: tero 
Adair, 32-4, Holborn Viaduct, E.C.l, electrical engineer; W. J. Woodhouse, 
3-4, Clement's Inn, W.C2, articled clerk. The first directors are not named. 
Registered office: 32-4, Holborn Viaduct, Е.С. 


Henderson & Thornton, Ltd. (178,865).—Private com- 


pany. Registered January Sth. Capital, £2,000 in 200 lu per cent. cum. pref. 
and 1,50) ordinary shares of £1 each. To carry on the business of producers 
and suppliers of electrical apparatus, manufacturers of and dealers in cables, 
lines, wires, dynamos, accumulators, &c. The first directors are: F. Higgs, 
Station) Works, Hinton Road, Herne Hill, S.E.; B. C. Aldous, Stators 
Works, Hinton Road, Herne Hill, S.E.; J. A. Henderson, 18, Mount Ephraim 
Road, Sureatham, S.W.; L. Thornton, 16, St. George's Road, West. Hamp- 
мені, N.W. Solicitors: Macdonald & Stacey, 2, Noríoik Street, Strand, МС. 


Mikro, Ltd. (178,794).—Private company. Registered 
January 2nd. Capital, £0,000 11 £1 shares. To take over the sole working 
tights for ihe world, except U.S.A. and Canada, of the patent Skinderviken 
Pransmicter Button, and the various appliances coniaining the same or 
emanating cheretrom, with all trade marks, designs, апа royalties connected 
therewith, from Johan Skinderviken, of J, Culosscum Terrace, М.А. The 
firs) directors are: Johan Skinderviken, 3, Colosseum Terrace, N.W.1; Н. А. 
Waliss, 4, Holly Villas, Clarendon. Road, 5. Woodford, E.18. Advertising 
consultant (general manager). Registered office: 12, Bouverie Street, E.C 4. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


J. B. Saunders & Co., Ltd. (112,037).—Return dated No- ` 
vember lih, 1321. Capital, £20,000. in £l shares. 15442. shares. taken up 
and considered. as fully paid. Mortgages and charges: Nil. 


Sictnert & Pitt, Ltd. (74,218).—Return dated November 
Tth, Is21. Capital, £400,000 in £l shares (290,000 ordinary and 100,000 pri- 
ference). T9189 ordinary and 79,788 preference shares taken up; £123,023 
paid; £145,700 considered as paid. Mortgages. and charges : £25,000 first 
and £30,000 second debentures. 


Midland Ccunties Electric Supply Co., Ltd.—Particulars 
of 400,000 71 per cent. mortgage debenture sock, authorised November 21м, 
and covered bv trust deed daced December 14th, 1921; whole amount issued; 
charged on shares and stock in various companies and the company's under. 
taking and property, present and future, including uncalled capital subject te 
prior stock and secured notes. Trustees: British Trusts Association, Ltd. 


Creed & Co., Ltd.—Satisfaction in full on December 12th, 
1?21. of mortgage dated March 2oth, 1918, securing £3,000. 


CITY NOTES. 


The '' City " columns of The Times con- 
tain a comment based on a letter from that 
paper'e correspondent at Lisbon regarding 
the crisis which. has been reached in the 
affairs of this company. Down to 1914. 
says the writer, the company met with a fair measure 
of success and was able to accumulate a large reserve fund. ^ 
`* Its subsequent experiences have been of the nature common 
to transport undertakings the world over, namely, an increase 
in working costs out of all proportion to the additional gross 
revenue, despite heavily increased tariffs. The troubles ot this 
undertaking have been rendered the niore acute by reason of 
the heavy depreciation of the national currency-—the escudo 
(nominally worth 533d.) having a present value of 44d. as com- 
pared with about 46d. just before the outbreak of war. Last: 
summer, following a long strike, an agreement was made 
with the Government whereby; in return for a temporary in- 
crease of pay made by the company to its servants, the Govern- 
ment appointed a Conunission to inquire into the financial 
position of the undertaking, and promised to support the re- 
port of the Commission. This report, which proposed several 
ways of increasing the company’s receipts, duly appeared, but 
the time limit has now expired in which the Camara was to — 
have refused or accepted the findings of the Commission, and ., 
the Camara still refuses to be moved. A last appeal has just ~ 
been made to the Portuguese Prime Minister, calling upon the 
Government to comply with the terms of the agreement. It 
is obvious that the existing situation cannot continue much 
longer, for every week the company 18 adding to its losses. 
and its reserve fund has now been used up.” 

Società Mineraria ed Elettrica del Val- ,. 
darno (Florence).— This company, whose '' 
capital is 100,000.000 lire, closed its finan- 
cial year with a loss of 1.667,301 lire. The 
shareholders approved the report of the board, which ex- 
plained that the loss was occasioned by extraordinary events 
which arose during the vear. Note was also taken of the 
failure of the issue of 500,000 shares which occurred in the | 
preceding year, the shareholders not having subscribed the v 
amount asked for by the board. It was decided to reduce the 
capital to 50,000,000 lire, setting aside the 6,386,417 lire sub- 
scribed by the shareholders for a new meeting to dispose of in 
the interests of the company. ‚ 

Dinamo, Società Italiana per Imprese Elettriche (Milan).— y: 
The report of the board of this company, whose capital 18 
25,000.000 lire, showed that the working year, closed on June 


Lisbon, 
Electric Tram. 
ways Co., Ltd. 


Italian 
Companies. 
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ath, had not terminated in favourable circumstances. The 
aance-sheet disclosed a net profit of 1,004,405 lire, allowing 
da distribution of 6 lire per share. The meeting had under 
sxderation the removal of the company's headquarters to 
Voz, and the increase of the capital to 30,000,000 lire. 

ха Distribuzioni Llettriche Zambellini (Port Mau- 

rao. —lhe working year of this company (capital 5,000,000 
w) deed on June guth with net profits of 619,907 lire, 
aning of a dividend of 10 lire per share. To facilitate 
naamation With other important distribution centres, the 
пешу decided to raise the capital to 5,000,000 lire. | 

{he tollowing Italian companies have raised their capital :— 
Vreettrica Veneta (Venice), from | 5,000,000. to 50,000,000 
ue; [droelettrica dell’ Ossola (Milan), from 630,000 to 2,000,090 
ше. Società Anonima Elettrica Moltrasina, from 100,000 to 
wat lire; and the Società Anonima Luce e Forza (Para- 
ишо}, from 324,000 to 1,000,000 lire. 

Douglas Southern Electric Tramways, Ltd.—The report 
ct Ше directors stated that an agreement had been entered 
no with the Douglas Head Marine Drive Co., Ltd., by virtue 
a п), at the end of the concession in 1926, the Drive Co. 
vad take over the tramways as a going concern, paying 
1110г the agreed or arbitrated value of the company’s 
p aual and electrical plant, and half the value ot the 
«тареп Way. Ап interesting table of figures showing 
"ame results was presented. ‘Lhe number of service days in 
pal was Yo (1920, 130); passengers carried 151,242 (1920, 
wli; саг mileage, 25,240 (1920, 32,420); talhe receipts, 
Aia ОЧ, £13,039); total receipts (less tolls), £5,062 (11020, 
51539); expenses, 49,637 (1920, £9,757); net pront, €2,425 
4:3, £6,025). On the ordinary shares a dividend of five per 
cot. Was declared. 

5. Smith & Sons (Motor Accessories), Ltd.—In the course 
cis speech at the recent annual meeting, Mr. Chas. P. New- 
сып sald that the company acquired a controlling interest in 
te business of H. W. Smith & Co. in 1920, at a tine when 
¿aas Inpossible to obtain electric Wire and cable in connec- 
nu with their lighting sets. The business was regarded as a 
done, and in the ordinary course of events would have 
ten kept fully employed on manufacturing for this company ; 
lc, uniapplly, when the depression became acute tliis busi- 
же uned m Common with all others, and it was found im- 
tbe to carry on at a. profit, with the result that a receiver 
a en appointed. They had written off the whole of the 
vite these shares, although it was not without hope that 
siz heme of reconstruction might be possible. 

Freoch Companies.—Ivtablissements | Pazet Silva.—The 
пиу meeting of this company was held on December 10th, 
‘un the accounts for the year's working were approved. 
ar uLance-sheet, showed net profits of 27,708 fr., which was 
umed over to the protit balance of the foregoing year, making 
ittal of 545,453. tr. The report attributed the small profit 
ide to the reductions in the sale price of lamps and other 
sso. Induced by the desire to stimulate business. ‘The 
pst vear had suffered from the crisis in commerce and indus- 
Ci nevertheless the level of business transacted equalled that 
‘ithe previous year. 

German Companies.—The Gesellschaft fur — Elektrische 
Cermehmungen, of Berlin, is at present inviting subscrip- 
“is for 19,000 shares of 1,000 marks each at a premium of 
I) marke. 
the Rheydt Kabelwerk Gesellschaft, of Rheydt, is increasing 
^ uptal to the extent of 25.000,000 marks, 22,000 shares of 
A marks each being offered for subscription at a premium 
J per cent. 

South Wales Electrical Power Distribution Co.—Accord- 
mw the financial Press, the Bill that is being promoted by 
Ss company states in the preamble that the ordinary capital 
sted amounts to £610,120, whereas the assets are valued at 
^^ £152,030, a difference of £457,590. The proposal is to 
74v the capital as from January, 1928, to £152,530 by can- 
шы capital not represented by assets, the reau ced. capital 
tte held by the present holders in the proportion cf £2 10s. 
rach existing £10. 

\nglo:American Telegraph Co., Ltd.—The directors an- 
“one final dividends of £1 10s. per cent. on the consolidated 
rotary and preferred stocks, less tax, and a first and final 
шеп of £1 10s. per cent. on the deferred stuck for 1921, 
^* nx. X bonus of 2s. За. per cent. is to be paid on the 
vided ordinary stock and 4s. 64. on the deferred, free of 
TaN 
_ lle of Thanet Electric Tramways & Lighting Co., Ltd.— 
“oft for the усаг ended September 30th, 1921, £31,448. Total 
"3p. amount to £105,628. Allocations to the various 
herve finds total £16.078; written off cost of motor vehicles, 
eo Half-vear’s dividend, due July, 1908, was paid on pre- 
"^ne shares, leaving to he carried forward £3,972, against 
“N brought in.—Financial Times. | 
‚ Provincial Tramways Co.—According to the Financial 
xes the revenue for the year to September 30th, 1921, was 
Suet against £40.016 for the previous vear. A claim for 

"Ty in respect of 1918, amounting to £12,454, has necessi- 
“ela big strain on the company's resources. 


_Kaministiquia Power Co.—Dividend at rate of 3 per cent. 
;, mum on common stock for the quarter ending January 
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STOCKS AND SHARES. 


TUESDAY EVENING. 


Money in the New Year shows every indication of remaining 
cheap for some time to come, and with discount rates falling 
in the money market, the tendency for Stock Exchange securi- 
ties is naturally to improve. This applies, of course, to money 
stocks mainly. In spite of the enormous amount of new issues 
during the past four weeks, public demand is sutliciently 
eager to absorb practically any good stock that comes along 
at à reasonable price. It might have been imagined that this 
would impose a check upon the advances Which have been 
taking place in stocks already existing, but in point of fact, 
the reverse js happening. 

The search for sound securities does not confine itself to 
the new stocks, and is busily exploring other markets in 
Which there are still opportunities for profitable employment 
of money. Even with recently-issued. debentures and the 
like, the demand is strong enough to maintain premiums, 
as for example in the case of the Reading Electrie debenture 
now up tod premium. The Llanelly & District debenture has 
risen to 2 premiwm. Midland Ccunties 73 per cent. debenture 
stuck, which hung fire a little at the outset, has strengthened 
to З premium. ‘The attraction of this stock was mentioned 
here on two or three occasions, owing to the fact of its being 
hacked by the British Electric Traction Co. Incidentally, 
it may be mentioned that the ordinary stock of the latter ia 
one of the firmest features this week, showing a gain of 5 
points at 36. The diffeulty which most stockbrokers experi- 
ence at the present time is to get the offer of investment 
securities at prices which appear reasonable to their clients. 
Holders are not inclined to sell, and there is just sufficient 
hope of a fall in the Income Tax in April to encourage the 
idea that, should this take place. a sharp impulse would be 
given to business enterprise and initiative. On the other 
hand, the Trade Returns from various industries are not 
all satisfactory. The amount of capital required for trade. 
therefore, is not vet large enongh to cause a diversion of 
money from stocks into stock-in-trade, but with the realisation 
of capitalists that their monev on deposit is earning but a 
very modest rate, the cash hitherto lodged with the banks 
is steadily coming hack into Stock Exchange securities, in- 
creasing the demand, and having the effect of strengthening 
quotations in every market which it touches. 

The Home Railway department stands ont as one of the 
strongest of the week. Amonest Undergrounds, rises have 
occurred in Metronolitan, Central London assented stack. and 
Districts. Underground shares are better at 24. The main 
advances, however. are to be found in the lists for prior- 
charge stocks. Metropolitan 31 per cent. debenture has risen 
to 61. and the “A” stock to 60}. Central London non-aer- 
sented ordinary stock is higher at 254. the preferred at 434 
and the deferred at 323. Tt is interesting to notice that, 
although the preferred stock is quoted at the price mentioned, 
the last hnsiness marked was at 373 at the end of Sentember, 
TOM. Districts 43 per cent. first. preference at 633 and Tondon 
Electric preference at 60 are both better. East London de- 
bentnres have risen noticesh!v, the four classes now standing 
at 603. ЗА, 183. and 11, while the company’s first debenture 
stock is 51, ex-dividend. 

The same cause is at work amongst electricity supply 
shares, where advances have occurred in County ordinary and 
preference, Kensinetons, Metronolitans. St. Tames’s and West- 
minsters, The jobbers frankly confess that thev have little 
stock to offer. while. at the same time. there is continua] 
nressure to buv. The manufacturing group feels the re- 
flection to a minor extent. Thinpnrovements have occurred in 
Fdisons, Enelish Electrie preference, General Electrics. and 
Siemens. Amonest the telegraph manufacturing shares 
rises are to be noted in Telegraph Constructions at 99. Hen- 
leva at 30s. 6d. and Callenders 8s. 3d. There are few in- 
vestment markets, in fact, which foil to participate in the 
streneth bronght ahont in the first instance. by the forcing- 
out of denasit money from the banks. There is talk also of a 
ээкке fall in the bank rate on Thursday in this week, 
having regard to the fact that the Federal Banks of New 
York lowered their rate before Christmas. This step is 
usually followed almost immediately by a similar movement 
in the Bank of England rate. hut it was decided that nothing 
«shon!d be done until the turn of the New Year. Moreover. 
if the Trish question is going to be settled peacefully, and 
if there is anv chance of the Cannes Conference bringing ahont 
a hetter state of affairs on the Continent. with a more stahle 
rate of exchange between the various countries, then the 
investor will regain a confidence which he has not felt for 
five or six vears nast, 

T^ the telocranh and teleshone list, the principe) feature 
те the wav in which AngheAmerican «Е have improved. 
The preferred is un 3! points and the deferred gained 154. 
The companv's dividend announcement appeared. the other 
dav, and, although the preferred received no more, of course, 
than the 6 ner cent. to which it is entitled. the deferred 
etock in addition to its fixed 1} rer cent., gets a honus of 
4s. 6d. per cent. which has the effect of inerensine the vield 
to 9 per cent. for a security which is sufficiently good to 
render a rise in price. to 20 at least. qnite possible. The 
Eastern group of stocks and shares is decidedly strong, with 


nr 


62 THE ELECTRICAL REVIEW. [Vol 90. No. 2,303, Saxvany 13, 122 


advances in Globes, Eastern ordinary, Eastern Extensions, 
and Western shares. Here again the difficulty is to get the 
stock wherewith to supply insistent buyers. United River 
Plates have hardened to 5 5/16, Marconis are better at 14. 
Indo-Europea™ at 304 are three points to the good, and the 
market thrcughout exhibits noticeable firmness. 

Amonyst the new issues which are pouring out like water 
from every side, it is remarked in the Stock Exchange that 
the electricity supply companies have not yet formulated 
appeals for capital which were rather expected to be forth- 
coming early this year. The prices of new electrical issues, 
as already noted, remain on the upward track. British Thom- 
son-Houston debenture is up to 24 premium, and looks as 
though it will improve still further. Clyde Valley Electrical 
8 per cent. second preference remain at 54 for the £10 shares, 
with £5 paid. The Fife Tramways Co. is on the point of 
making an issue of £250,000 7 per cent. debenture stock at 09. 

British Columbia Electric Railway stocks have again 
spurted, on the expectation that the report, due immediately, 
will make a very good showing. The rises range from 1 to 
5 points, and stand out as the most prominent feature in 
their particular market. British Electric Tractions are steady 
at 314. Anglo-Argentine Tramways 5 per cent debenture 
stock, so frequently recommended here as a sound investment, 
is 2 points higher at 654. Mexicans are neglected, and the 
tendency is to let prices droop. | 

Business in rubber shares hus come to something like а 
full stop, owing to the unsatisfactory condition of the market 
in the raw produce. The Armament group is tame. There 
is not much doing in engineering shares, but Babcock and 
Wilcox at 47s. 6d. are a shade better on the week. Victoria 
Falls preference at 18s. 6d. and the ordinary at 9s. are un- 
affected by the serious strike that has occurred in the Trans- 
vaai gold and coal mining industries. 


1 SHARE LIST OF ELECTRICAL COMPANIES. 


Номе ELECTRICITY COMPANIES, - 
Dividend. Price 


———~ Јап. 10, Riseor Yield 
: A 1919. 1920. 1929. fall. ` p.e. 
Brompton Ordinary .. ks „и 6} — .£9 1 2 
Charing Cross Ordinary T es 7 8 s — 818 8 
do. do. do. 43 Pref. oe 44 43 B — 7 4 4 
Chelsea... s dot ат. Ое 4 6 = 811 6 
City of London .. зу i .. 18. 14 1% — 9 14 10 
do. do. 6 per cent. Pref... 6 6 18,6 — 69 9 
County of London 5 ae vs 8 8 ө +h 8 17 10 
. do. do. б per cent. Pref... 6 6 Sa + } 178 
Kensington Ordinary .. 25 sè 7 о b + 811 6 
London Electric.. LN os 24 4 1 — 710 0 
do. do. 6 percent. Pref... 6 6 8k — 919 0 
Metropolitan  .. - sa us 6 7 4 +4 815 0 
St. James’ and Р al .. .. 1 12° 6 +% 814 6 
South London ee 2 ee ^ э 6 7 9 == 10 9 0 
South Metropolitan Pref. .. we 1 7 .. 176 — 800 
Westminster Ordinary.. - .. .10 10 6 + 3 8 6 8 
| 'ITELEGRAPHS AND TELEPHONES.. 
Anglo-Àm. Tel. Pref. ee A ee ee i * 6 Я 88 4 34 6 16 4 
do. Def. .. 4 $ 14 14 19} + $ 9 0 0 
Chile Telephone : 07 5.7 6 6 bi + 2 514 8 
Cuba Sub. Ord. ..  .. „з ia 1 1 T. — 10 0 0 
Eastern Extension  .. is .. , 10 10 164: +1 514 5 
Eastern Tel. Ord. " ка . 10 10 169 +9 618 В 
Globe Tel, and Т. Ord. E .. 10 10 16 + 4 к 19 6 
do.. do. Pref. es vs 6 6 Q: + 681 
Great Northern Tel. ee ee ee 93 94 — 9 1 2 
Indo-European .. as ae .. 10 10 30 +1 R 5 4 
Marconi . eo ` ee se eo ee 95 15 ]: + vs 8 lt -6 
Oriental Telephone Ord. еъ е, 19 12 2 — во 0 
United R. Plate Tel. .. в is 8 8 51; +, A94 9 
West India and Panama ` .. . Ni Nil 5j- - Nil 
Western Telegraph... oe - 10 10 161 4 1 *5 19 5 
| ; Номе RAILS. ue ` 
Central London Ord. Assented .. 4 4 594 > +1 712 5 
Metropolitan .. Pi А КА 1 1 21 +3 51.1 
о. District . > . Nil N 924 +1 Nil 
Underground Electrio Ordinary .. Nil Nil 2k +k Nil 
do, do. "AU S e Nil Nil 6/- — Nil 
do, do.. Income.. vs 4 9 164 +1 *8 18 6 
Foreicn Trams, &0, 
Anglo-Arg, Trams, First Pref. i'i 1 ха — 10 9 6 
do. do. 904 Pref. A NA | 212 — 717 8 
“do. | "do. Брет cent. Deb. 5 5 65 +9 712 6 
Brazil Tractions |  .. S  e Nil Nil 81 — .'* Nil 
British Columbia Elec. Rly. Pfoe... 6 5 61 +8 8 2 8 
do, do. Preferred .. Б 98/- 574 +6 *8 2 2 
‘ do. do. Deferred .. 8 124/- 61 494 *10 8 4 
do. до. Deb. 25 a 4 624 +1 616 0 
Mexico Trams. b per cent. Bonds... N Ni 2i —1 — 
do,  do.6 percent, Bonds.. Nil Nil 95 —1 Nil 
Mexican Light Common  .. .. Nil Nil 18 — Nil 
do. Pref. .. s . Nl Nil 21 — Nil 
do. , lst Bonds ... .. Nil 6 594 —2 8 & 0 
MANUFACTURING COMPANIES, 
Babcock & Wilcox... ae . 1 16 93 = 614 9 
British Aluminium Ord, ce .. 10 10 15/6 +6d. — 
British Insulated Ord, Р .. 15 15 14 — 100 0 
Callenders "e T v .. 16 15 28/8 +9d. 1019 4 
IT! 64 Pref, ee ee ee 18? xd — . 618 8 
Crompton Ord. .. ive oe . 10 10 18/9 — 1411 0 
Edison-Swan ae ee oe ee 10 ет. 6/6 +64. — 
do. do. Брет cent. Deb. ve 6 5 62xd — 8 14 
Plectric Construction .. x .. 10 10 18/3 — 10 19 2 
English Electric s be s 8 8 10/- 14 0 0 
do. Pret... ee - 6 6 13/9 + 7; 814 6 
Gen. Elec, Pref... .. . .. 6) 6% 179 «+60. .7 6 6 
do. Ord. ee ee ee ee 10 10 18/9 + 6d. 10 18 4 
rad Pr А es ee ee e^ 16 y 80/3 +9d. 9 18 R 
о. еї, ee ee ee ee = 6 4 3 
Indias-Rubber .. - T В 10" A 58 — = 
Met.-Vickers Pref. .. _.. тз 8 8 "y — 9 9 10 
Biemens Ord. ee ее ee ee 10 10 92;. - 9d. ы! 1 10 
Telegraph Соп... as ix „ 90 90 22 +3 Б 9 9 


* Dividends paid {тве of Income Тат, 


MARKET QUOTATIONS. 


17 should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only genera] 
and they may vary according to quantities and other circumstances, 


Wednesday, January 11th. 


Latest Fortnight's 
CHEMICALS, &oc. | Price, Ino, or Dec, 
a Acid, Oxalio ee ee eo | ee per lb. Sad. d 
cnn Mo TER ix GE per ton £66 А 
a Ammo uriate (large crystal) £58 
a Bisulphide of Carbon ба sė : vu | : 
а Вогах ee ee ee ee ee » £81 * 
a Copper Sulphate  .. os ae » £29 . 
a Potash, Chloraie  .. oe .. per lb. 5d. to 54d Е 
а „ Perchlorate i is ái bd. ; 
a Shellac .. s T <a .. per owt 216 14e 1 
a Bulphur, Sublimed Flowers we " £14 10s E 
a н чар ee ee ee » £18 l.s " 
a Soda, Chlorate - 58 .. per lb. 84d. А 
а n atals ss Ps .. per ton A 
a Bodium Biohromate, casks .. per lb, 63d. : 
| 
METALS, &c. | 
p Babbitt’s Metal and Anti-friction Metal — : 
Grade I .. - .. per ton net £160 | 
Grade lI .. єх v T m £119 
Grade 1 .. ss ае Үз ja £71 | E 
c Brass (rolled metal 2" to 19" basis) per ib. lt 4d. M. dee, 
с $4 Tubes (solid drawn) ii А 1/02 to 1/04 m 
с н Wire, basis ee ee ee н 1084, | Ad. dec. 
c Copper Tubes (solid drawn) ia ‘i 1/4 ds 
c Ж Bars (beat selected) .. рег ton £98 : 
б » Bheet ee ee ee ee we | £98 к ' 
с м Rod ee СЕЈ ae ee н £98 | oe 
d 4  (Eleotrolytio) Bars vs » £78 108. | 85j- dec. 
d Ӯ " Sheets - " £145 10s. d 
4 H " поро 8. "jb t 25) dee, 
» " «57 ire. , r D qu ° d, dec. 
f EbobieRod ^... ws Oer PAD | 5/6 Чч 
f " Sheet.. ee ee ee o " i | 8/- 
m German Silver Wire ae - "n 9/9 Se 
А Gutta-percha, fine .. ss s " 12/6 . 
h India-rubber, Para fne .. s " 1/1} | Md. dec. 
i Iron Pig (Cleveland Warrants) .. рег ton Nom. | " 
1 4 Wire, galv. No. 8, P.O. qual. - £27 m 
g Lead, English Pig .. ..  .. x £30 | 
g Mercury T Vs T .. per bot. £10 10s. 
e Mica (in original cases) smali .. perlb. | Bd. to 3/- 
@ 99 ry » medium oe н 4/- to 8/- 
ө „ , " large • н 10J- to 20/- & up 
p Phosphor Bronze, plain castings.. n 1/2 
Р 58 » drawn bars and rods н 1/44 34. дес. 
P »" » Folied sirip & sheet i 1/44 4d. dec. 
p ўз n Wire . T és » | 1/4 Jad dec. 
d Bilinum Bronze Wire .. .. perib. |. ҮРЕ | ad. dec. 
г Bteel, Magnet, in bare T ee РА Mo ! vs 
a Tin, Biock (English) — .. |. perton |£161to £16410s. ^ 48 dee. 
n „ Wire, №>№ов. 1 016 .. .. per lb. v/s 


Quotations supplied by— 
a G. Boor & Oo, g James & Shak ' 


c Thos. Bolton & Sons, Ltda, h Edward Till & Оо, 
4 Frederick Smith & Оо, 1 Bolling & Lowe. 
e F. Wiggins & Sons. 1 Richard Johnson & Nephew, Lid. 
f India-Rubber, Gutta-Percha and п P, Ormiston & Sons. 
Telegraph Works Oo., Lsd. | p C. Clifford & Bon, Ltd. 
r W, PF. Dennis & Uc... ' 


Ld 


United States Electric Vehicle Market.—The deman: 
for electrically-driven passenger cars shows no improvement 
and manufacturers of these vehicles are non-committal 1 
their views with regard to the future. Electric truck manu 
facturers state that business 1s Improving, although opinion 
naturally vary as to the extent of the improvement, but al 
are of the opinion that the prospects for the electric truc! 
industry were never brighter than they are to-day. | 

Manufacturers and others actively interested in the electri 
vehicle industry held the first of a series of monthly meeting 
on December 2nd. Mr. James H. McGraw, president of th 
New York Electrical League, was one of the principi 
speakers. He said, in part: '" With a growing appreciatiol 
of the service achievements and possibilities of the electri 
truck, we are facing a new era. The time is coming when 
for package delivery, the horse will quickly disappear iron 
cur streets and the gasoline truck will have to fight hard t 
maintain its existence. Last year their increase in the use 0 
electric trucks in New York City alone was more than Alki 
per cent., and the use of electrically-propelled vehicles 15 als 
greatly increasing in cities like Chicago, Boston, Philadelphia 
Cleveland, and Detroit.” | ) 

No definite date has yet been fixed for the electric vehich 
show to be held in New York City early next spring, but l 
is probable that the exhibition will open in March or a 
Leaders in the industry will hold a meeting on January 13th 
when the proposal to publish a journal devoted exclusively 
electric vehicles will be discussed. The project is enid to 5 
widely approved.—Reuter’s Trade Service (New York). 


The Oil Turbine.—In reviewing the past year’s progress 
the engineering correspondent of the Daily Telegraph a 
that some success has attended the efforts of Messrs. d 
of Mullheim, in the development of the oil turbine. Һу usns 
specially-treated electric-stee] blades. 
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THE MANUFACTURE OF CARBON ELECTRODES. 


[COMMUNICATED.] 


jaz carbon electrode industry started about forty years 
wo, and the credit for its earlier developments belongs 
diely to the Frenchman, Carré. Не was the first to 
institute grinding of the raw material, mixing with a 
binding agent, pressing into moulds and afterwards 
heating the moulded shapes to incandescence.  Carré's 
wethods, With modification in manipulative details, and 
with various new materials, are still being employed. 


The earlier carbons manufactured were principally 
for electric illumination, but later they began to be 
employed in electro-metallurgical work. Electric resis- 
tance as à source of heat was gradually adopted for the 
production of aluminium, calcium carbide, and ferro- 
alloys, as well as for electric steel, and the production of 
«etrodes for electro-metallurgical work has become a 
кту important industry. Тһе requirements .of the 
metallurgical industries demand a quality of electrode 
jute different from the requirements for obtaining a 
меайу are in electric lighting. Тһе principal qualities 
sbich are essential are great magnetic strength and 
conductivity, with a minimum of loss. The dimensions 
ure now of such magnitude that the mechanical strength 
required to permit the necessary handling is also a 
pont of great importance. The consumption of carbon 
«&trodes is now on such a scale that the larger manufac- 
uring firms require plants comparable in size to the 
argest ceramic kiln installations. Тһе machinery em- 
pored is of considerable size, particularly the hydraulic 
presses used for making the larger types of electrodes. 

Information regarding the processes in use has been 
waned partly from the respective makers, and partly 
її ће published literature of the subject. 

lz general, the process consists of mixi the ground 
zideaned raw material with tar or tar-like substances, 
“ring it the desired shape by pressing, and finally cal- 
"hing the pressed shapes to give them the required 
«папса! strength and electrical conductivity. 

In principle this appears exceedingly simple, and is 
ely related to the general methods of the ceramic 
industry. As a matter of fact, a large amount of skill 
Ad experience is necessary to produce a satisfactory 
"éluet, and it is said that even the most experienced 
Lixers occasionally meet with failure in obtaining the 
п conditions. 

The raw materials considered suitable for the manu- 
ure of electrodes include all varieties of carbon found 
^ suficient purity and in a form which can be used 
“dustrially. The list comprises coke, charcoal, anthra- 


ze. lamp black, retort carbon, petroleum соке, and 


таре. The proportioning of the quantities of the 
«irent ingredients, and the size of grain, are of para- 
^nt importance in arriving at the desired quality of 
“ final product. The manufacture begins at the 
Tishing of the raw material when this is necessary. 
* nost of the substances used are quite hard, substan- 
ul erushing machinery is essential, and the equipment 
ust Include the necessary appliances for obtaining 
"" correct grade of fineness. Abraded iron from the 
тале machinery is objectionable, and means must 
> employed to exclude it from the ground product. 
Tie crushed material is calcined to drive off occluded 
“ws and to destroy oily substances, and it is then 
uted with -the binding medium—tar ог pitch—and 
"тош Му kneaded. The mixture is then ready for 
a press, where it is given the desired shape, and its 
еу is increased. After an interval, which may be 
“Irs or even days, the pressed shapes are subjected to 
ing process in a gas-fired kiln, with exclusion of 
iT. The air is excluded by placing the electrodes into 
"ré or round chambers made of highly refractory 
‘aterial and packing them round with carbon powder 
i tll the spaces between them and the wall of the 
Amber, Air-tight covers are provided to the cham- 
brs, and these have a small opening through which the 


vapour given off iu the heating escapes. The furnaces 
are low and constructed of refractory materiul to with- 
stand temperatures round 1,500 or 1,600 deg. C. The 
period of calcination varies according to the dimensions 
of the electrodes, being from ten to sixteen days for the 
larger sizes. The firing must be carefully regulated to 
avoid stresses being set up in the electrodes which might 
lead to cracking, and thus oil-fired kilns are preferable. 
During the early stages of this operation, the tar oils 
in the binding medium are distilled off. This is usually 
complete after a red heat is reached, and then the tem- 
perature may be increased until the binding medium 
cokes, and finally the whole mass begins to fuse. The 
finished electrodes ure removed from the furnace, and 
after cooling are examined for cracks or other faults. 

A German firm supplies the following details regard- 
ing the physical and chemical qualities of the electrodes 
made by it:—Specific weight, 1.50 to 1.55. Specific 
resistance at cross sections of from 30 to 3,000 sq. cm. 
45 to 100 ohms. Electric co-eflicient, at temperatures 
from 25 to 900 deg. C., 0.18 to 0.22. Compressive 
strength, 230 to 410 kg. per sq. cm. Bending strength, 
91 to 31 kg. per sq. cm. Ash content, 2.5 to 3.0 per 
cent.; phosphorus, 0.45 to 0.53 per cent.; sulphur, 
0.93 to 1.10 per cent. | 

The process of the Soc. An. Electrométallurgique 
(Procédes Paul Girod), Ugine, is as follows:—'The 
principal raw products used are retort carbon, petro- 
leum coke, and anthracite. Pitch is used as the bind- 
ing medium. These raw materials are used either 
separately or mixed in certain proportions, their selec- 
tion depending upon the cost of production. Retort 
carbon comes, as is well known, from obstructions formed 
in the retorts of gas plants. "The ash varies from 1 to 
3 per cent., and the volatile portion is small. After its 
incineration, only small traces of ash are found, and 
consequently the material can be used directly for the 
manufacture of electrodes without preliminary treat- 
ment. Analysis of retort carbon is approximately, in 
percentages :—Ash, 1.77; volatiles, 0.46; sulphur, 0.73. 

Petroleum coke is considerably different from retort 
carbon and requires a preliminary treatment before it 
can be mixed with the binding medium. Petroleum . 
coke is a residue obtained from the distillation of heavy 
or petroleum oils, and still contains from 5 to 8 per 
cent. of volatile substances. To remove these, the 
material 1s distilled in furnaces with horizontal retorts 
similar in construction to the ovens used in gas plants. 
Petroleum coke is heated in these retorts for about six 
hours at a temperature of 1,000 deg. C., after which it 
contains about 2 per cent. of ash. In addition to this 
supplementary distillation, the material is subjected to 
a preliminary washing for the purpose of removing any 
soluble salt it may contain. 

Anthracite is treated in much the same way, as it 
also contains volatile matter. Its ash content is about 
2 per cent. 1f properly selected. Anthracite with appre- 
ciable quantities of iron oxide is to be avoided. The 
composition of a suitable sample is in percentages 
approximately as follows:—Ash, 2.77; volatile sub- 
stances, 6.30; sulphur, 0.79; phosphorus, 0.032; iron 
oxide, 0.27. After the volatile matter has been removed 
by distillation the material is passed through the crush- 
ing and grinding plant and broken into grains of a 
size between 2 and З mm. It is then packed into sacks 
and weighed, and is then ready to be used. The tar, 
which serves as a binding medium, is a mixture of pitch 
and tar oil, the quantity ratio of which must be strictly 
maintained. It usually has the following percentage 
composition:—Ash, 0.15; volatiles, 413.0; carbon, 
56.859. Тһе composition of the tar is determined not 
only chemically, but its viscosity is ascertained by 
observing the time required by a measured quantity to 
pass through an aperture of a given size. The quan- 
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tity of tar used varies from 22 to 30 per cent., depend- 
ing upon whether the subsequent operation is to be a 
pressing one or squirting by a special process to form 
the desired shapes. Тһе mixing is carried out in steain- 
jacketed mixing machines, and when it is thoroughly 
mixed it is further worked in mills to increase the 
density. It is then pressed iuto moulds, or if the 
squirting process is to be used, it receives a preliminary 
pressing, and is then transferred to a second press, 
where it is moulded under pressure of from 380 to 450 
kg. per sq. in. 

‚ The extruded blocks will furnish from four to eight 
electrodes of the required diameter. After leaving the 
press the electrodes are placed vertically in an annular 
kiln, where they are embedded in coke dust in special 
earthenware vessels and baked. The tar binding 
medium becomes coked, and forms the matrix in which 
the original anthracite grains are embedded. The kiln 
consists of thirty chambers, each with six vessels. It is 
heated with producer gas, and is maintained at a tem- 
perature of from 1,100 to 1,200 deg. C. It is particu- 
larly important that the heating of the chambers be 
regular and progress uniformly, and equal care must 
be given to the cooling. Any deviation from this rule 
results in failure. After removal from the kiln, the 
electrodes are brushed clean and examined. They should 
show no cracks, and when tapped with a hammer should 
give out а clear ringing sound. A number of the elec- 
trodes from each batch are tested for electrical resistance, 
for which special plant is provided. The electrical re- 
sistance must not exceed 400 ohms per sq. mm. for each 
metre in length, with the heaviest pieces. 

The practice at the electrode factory of Dr. Albert 
Lessing, at Nurnberg, 1s to use retort carbon as the raw 
material. The extrusion method is used for shaping 
tle electrodes, and in other respects the methods adopted 
аге similar to those already described. 

At the British Aluminium Conpany's factory at 
Greenock, in Scotland, the practice is also much the 
same, the raw material in this case being petroleum 
coke. The operations may be summarised as follows: — 
(1) Petroleum coke 1s baked to remove all volatile sub- 
stances and to increase its densitv and conductivity. 
(2) The roasted material is crushed to the desired grain 
size. (3) The prepared material is mixed with pitch 
and desiccated coal tar in a steam-heated mixer. (4) 
The mixture is shaped into the desired form by the 
use of moulds and hydraulic presses. (5) The shaped 
pieces are baked in kilns heated by the combustion of 
producer gas for five days. (6) The baked electrodes 
are carefully cooled, brushed clean from adherent car- 
bon, and placed in the warehouse ready to be issued for 
Use. 

The preparation of the petroleum coke contains some 
features of interest. The petroleum coke contains from 
9 to 13 per cent. of volatile hydro-carbons. lt contains 
also about 2 per cent. of inorganic matter. This 
material is usually supplied from the oil-refining fac- 
tories in large pieces, which is an advantage. Small 
coke and dust clog the roasting kilns, and can only be 
utilised in the charge in small proportions. The kilns 
are vertical, and the coke is charged. in at the top and 
the baked material removed at the bottom, thus per- 
mitting continuous operation. Charging is done every 
two hours, and every half-hour a portion is removed 
from the bottom. The coke requires five hours to pass 
from the throat of the furnace to the bottom, and the 
temperature at the hottest part of the kiln reaches about 
2.000 deg. C. The process is expensive, as дроп 50 
per cent. of the charge is consumed. The volatile por- 
tion being about 8 per cent., there is thus consumed 
about 22 per cent. of the fixed carbon in providing the 
necessary heat. То some extent roasting is also carried 
out in horizontal retorts, the first cost of which is 
ereater, but which are more economical in use, The tem- 
perature required is about 1,000 deg. C., and is, there- 
fore, about half that used for vertical furnaces. The 
composition of the baked material averages in per- 
centages: Silica, 0.50; ferric oxide and alumina, 0.15; 
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soluble sodium salt, 0.05. The product is then crushed 
to pass a 95 screen, after which it is ground to the 
grain size-required. This grinding is of the greatest 
unportance, as the quantity of fine and coarse grain 
powder must be in suitable proportion so as to form 
blocks of the required density and of little porosity. 
The following is a satisfactory mixture:—40 per cent. 
screened through 100 mesh; 15 per cent. through 60 
mesh; 20 per cent. through 30 mesh; 15 per cent. 
through 16 mesh; and 10 per cent. through 8 to 16 
mesh. The crushing is done in stone crushers and 
rapid-running vertical mills. The cost of crushing is 
from Js. to +5. per ton. The electrode stumps from the 
aluminium works are also used up again, and retort 
carbon is sometimes used. It is interesting to note that 
When these are crushed to the requisite grain size, a 
large proportion of the inorganic matter they contain 
is removed 'п the fines, leaving for use a much purer 
material than the original. 

Graphite electrodes are now often used, but the initial 
material is not usually the natural graphite. They are 
more usually made by the use of amorphous carbon and 
afterwards graphitised by treatment in an electric 
furnace. 


"KILLING THE GOOSE.” 
Bx А LAMP TRAVELLER." 


Krepine the ring lamps going nowadays is an art for 
diplomats—of the Le Queux type, 1 mean— strong, silent 
шеп with silvery tongues, able to talk by the day to their 
victims with one hand, while purloining plans and 
documents with the other. 

We have to do all these things and several more at 
to get orders, and then do not get them 
more often than not. 

To come to business. The lamp ring organisation 
and method of controlling price right down the grades 
til the lamp—somewhat paw-marked by the many fists 
that have handled it—Actually reaches the user, is per- 
fect 1n theory, and would be in practice if no one ever 
told a lie and there were no other lamps to be got. 

As matters actually work out, the Ring is kept alive 
by its customers ignoring completely its elaborate grad- 
ing system, and risking the penalties it dare not enforce. 

The traveller whose business it is to sell ring lamps 
would never book anything but expenses if he consist- 
ently refused to go beyond the contractor's graded dis- 
count. 

For instance, Truthful James, of the George Wash- 
ington Electric Supplies Co., Ltd., will call on his. 
friend, Mr. ‘Twistem, electrical contractor, removals bv. 
the hour, day or job, plumbing and mangling done here, 
for a lunp order, having first ascertained that he is 
graded at 24 per cent. 

'* Good morning, Mr. Twistem, how are you, and 
how is Mrs. ‘T'wistem?’’ Consider that suitable replies, 
adjusted to Mr. T.’s bachelordom, have been made, and 
now business commences. ‘‘ How about your lamp stock 
for this winter, Mr. T.; I see you, haven't ordered it 
vet; we'd like a few more orders like vour last autumn 
ones, ha-ha! " For some reason James thinks this 
facetious. T., who has the major part of that lot still 
on his shelves, doesn't see it. 

“Wel!” he grunts, if James is lucky, ‘І am want- 
ing a dozen two-hundred-volt, forty-watt, half-watts. 

'" Ah! thank you very much, Mr. Twistem." James 
whips out a premature note-book and gets the order 
dewn quick. 

'* You're graded twenty-four per cent., I see," he re- 
п:агЕѕ, conversationally. ‘‘ Now, how about lamp- 
holders, flex, tumbler sw "s but T. has got his 
breath back. 

'* Twenty-four per cent. ! did you say twenty-four per 
cent.? Why, my customers want that." 

: He tears a document savagely off a savage spike, 
and forces it on James. 
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“There, young man, I want a bit more than that 
ii you want the order.’’ 

James, sick at—the usual place—casts his eye over 
i; he has seen something like this before. As he 
fears, it is an invoice from the G. Washington Co.’s 
deadhest competitor, Ananias & Co., for a dozen two- 
jundred-volt, half-watt ring lamps, ‘‘ discount 35 per 
venit," 

James knows that his firm has signed an agreement 
iot to sell to contractors at more than their graded dis- 
cunts, and also realises that he zs the firm to the man 
whose order he wants. 

What a subject for a film drama: sub-title ** (Commer- 
ial) Death or (his firm's) Dishonour."' 

James doesn't care about commercial death, and with 
mental pictures of the firm's lamp-laden shelves and the 
corernor’s Instructions, emphasised by dancing inkpots, 
“Sell lamps. any darned how, but SELL THEM," he 
diers thirty-six per cent., which is accepted. ‘True, it 
is about as much as the firm gets, but stock must go, he 
Luows. 

Unless his firm happen to be of the dare-devil type, 
careless of Ring wrath, they will have to send a credit 
for fictitious returns to make up the difference between 
the real and authorised discounts, and the invoice clerk 
alwavs sheds tears of joy when working out fractions 
uf lamps. 

James, haying booked the order again, recommences 
lis patter re lampholders, flex, tumbler sw— — when in 
walks a lady customer from the country, who asks for 
three thirtv-volt. fiftv-candle-power electrical globes, 
please. : 

“Isold the last one not an hour ago,” savs T., who 
hasn't seen опе for months, ‘‘ but I've got some coming 


first thing to-morrow morning "—he winks a wink at 
James that means '' have you got them in stock?’’ and 
James nods a nod that T. thinks means ‘‘ yes.” It 
means really that the G. Washington odd boy will have 
to chase round for them to-morrow, but James daren’t 
refuse an order, and the customer will be lucky to get 
them in a week, 

““—and [ll вее you get them before 12 o'clock, 
madam,’’ continues Т. 

“* How much will they be?" 
madam.’ 

‘Oh, dear no, I can get them for four shillings from 
Mr. Filing." 

'* Very well, madam, I'll make it four shillings, then 
—and God help you next time your automatic plant 
wants a rest,” says the helpless T. (you can pick out the 
stage aside), who is bound by horrible oaths not to sell 
laiups under list price. 

You see thev all get it, 
brothers in misfortune. 

It may seem to those not quite in the know that the 
idea of a wholesale merchant accepting the minute 
orders mentioned is absurd. Try them and see 

What a glorious day it will be when real competi- 
tion again infuses vigour into our trade. 

Then it will be possible for us travellers to offer some 
other advantage beyond our personal charms as an in- 
ducement to buy, without perjury; and some of us semi- 
bald elderly men will no longer have to bear the agony— 
as I have—of watching a lady lamp traveller gazing with 
liquid eves into the fatuous countenance of a contractor 
—and making him thirsty with her liquid breath—while 
wheedling MY orders out of him. 


** Four and six each, 


factors and contractors— 


ARGENTINA: A REVIVING МАРКЕТ. 


‘TER weighing carefully the prospects of Argentina's future 
tude, ш the hyht of happenings during and since the war, 
HM. Commercial Secretary at Buenos Aires remains convinced 
nat the position is thoroughly healthy. 

He admits that the prospect of improvement is not imme- 
iute, but from past experience and existing conditions he 
жез reasons to indicate that the present depression will prove 
letporary. 

lue economic strength of Argentina is represented by 
sbundant stocks of foodstuffs and raw materials, which are 
wded by the principal consuming countries, by a sound 
"rency that has not been affected by mflation, and by no 
peent appearance that the exportable surplus of her many 
"sples will diminish during the forthcoming season. 

Important factors regarding the possi- 

Encouraging bility of British competition are the cir- 
Conditions. cumstances that excessive stocks are in 
process of liquidation and re-shipment; that 

tere 18 а premium of 50 per cent. on the United States ex- 
hange, Which operates as an equivalent premium on exports 
i» hat country, and as a restriction of imports of merchandise 
^ umnmiunm requirements; and, finally, that importers have 
iad suticient experience of the vagaries of losses on exchange 

"be alive to the necessity of avoiding further speculation. 

The Argentine market maintains its preference for British 
sods and British methods. This preference is based on 
"erence, quality of goods, investment of capital, and recip- 
city of trade. From long experience of trade with Argentina, 
шй exporters and local British houses have become familiar 
‘th Argentine requirements and with the best methods of 
dog business, and they have found in Argentine merchants 
steadiness to assimilate British business ideas. The strongest 
atures of the British trade connection with Argentina are 
ше large number of enterprises established by British capital 
‘id uf British firms engaged in business in the country, and 
| ш interchange of visits which these mutual interests 
"йып. 
tis a hopeful message which Mr. Chalkley sends, that 

both German competition before the war and American 

“petition during and after the war confirmed the 
“ит soundness of British methods." The advice applicable 
^. therefore, that these methods should be constantly 
“eloped and perfected, and that new firms entering the 
такы should study and copy them. Endorsement of this 
clalontimism is furnished by an Argentine economist, who 
3: 5 The recovery of the United Kingdom is evident from 
“tumercial statisties, and justifies the conjecture that the 
tsh will resume the first place in Argentine commerce, 
Much they held uninterruptedly for so many years. ‘This 


conclusion is strengthened by past experience of British com- 
merce, Which was always characterised. by fair and unegui- 
vocal dealings, and always appreciated ш Argentine coni- 
mercial circles for the worth and excellence of its products." 

It would be misleading, the report con- 
tinues, to give the impression that the 
preference for British. goods and the 
established position of British trade are in theinselves suflicient 
to secure orders. These advantages are subordinate to the 
vital fuctor of competitive prices, and even where British prices 
cuan compete with those of foreign merchandise they would 
be dissipated by inactivity. It is necessary to maintain them 
by enterprise and constant vigilance. Buenos Aires is a keen 
international market-place, where the products of all manu- 
facturing countries are offered on the spot by competent rep- 
resentatives. Argentine buyers, or rather the buyers of the 
Buenos Aires importing firms of all nationalities, for the 
Argentines themselves are not inuch addicted to trade, are 
well posted on the values of merchandise, as they can cow- 
pare qualities and prices offered from the United Kingdom, 
France, Germany, Italy, Spain, United States, and even 
Japan. The buyer visiting Europe does not, like the Colonial 
buyer, go direct to the United Kingdom, but probably makes 
his headquarters at Paris as a convenient centre from which 
to visit Spain, Italv, Germany, and the United Kingdom. 

It is believed in Buenos Aires that representatives of German 
factories have been too ready in entering into engagements, 
and certainly in making offers with which they are finding 
difficulties in complying; and further, that the qualities of 
German materials are giving rise to complaints and rejection. 

That the renewed activity of German competition is import- 
ant is, however, clear from the actual arrivals of German 
goods. From June Ist to June 30th, 1921, no fewer than 65 
ships arrived at Buenos Aires from German ports of 214,352 
register tonnage, compared with 38 ships of 117,386 tonnage 
during the preceding six months. 

All these ships were well loaded with German merchandise, 
including such goods as steel wire, iron bars and pipes, brass 
tubes, zine sheets, tinware, aluminium goods, wire netting, 
heavy machinery of various descriptions, spare parts, electric 
motors and supphes, light railway material, typewriters, 
optical and surgical instruments, dental and pharmaceutical 
supplies, hardware, tools, cutlery, enamel ware, heavy 
chemicals, porcelain, crockery, rubber goods, woollen, cotton 
and silk goods, newsprint, toys, kinematograph films, drugs, 
aniline dyes, pianos, musical instrnments, paper, cardboard 
and cement. In practically all tenders for Government con- 
tracts during 1921 German quotations were so abnormally low 
us to exclude competition from other countries. Such tenders 


Price Factor. 
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were for rolling stock, railway material, steel bridge work, bor- 
ing tubes, electrical generating plant, cranes, drainage pipes, 
pumping machinery, &c. In all such tenders, as a rule, several 
German firms participated with varying quotations out- 
numbering all representatives of other countries together. It 
is vet too early to judge how far the present abnormal con- 
ditions of German competition are likely to continue in view 
of the artificial financial basis of German industry and foreign 
trade, the instability of German exchange, the unknown pro- 
ductive capacity of German factories, and the extent to which 
Germany will require to import raw material for expansion of 
industry. 


GAS versus ELECTRICITY. 


ANOTHER debate between representatives of the gas and elec- 
trical industries upon the merits of their respective agents in 
various fields, took place at Chelmsford on January 5th, under 
the auspices of the Chelmsford Engineering Society, an active 
and progressive body of technical men, mainly from the local 
engineering works. The Society's president, Mr. С. F. Bar- 
rett, O.B.E., occupied the chair, and the principal speakers 
were Mr. W. H. Becket (gas), and Mr. C. S. Buyers, 
M.I.E.E., of Messrs. Crompton’s. For the ‘рав °’ side cir- 
culars were distributed to those present, containing a report 
upon comparative cooking tests carried out between Mr. 
Belling and the British Commercial Gas Association, using. 
electricity and gas. As may be gathered from the source 
of distribution, this favoured gas cooking. 

Mr. BECKET opened the debate by reading some notes pre- 
pared by Mr. H. H. Creasy. The speaker agreed that there was 
a huge field for the inventiveness of electrical experts, but 
he could not agree that this field included cooking, heating, 
and water heating, in which gas was superior. Electrical 

engineers always laid stress upon the great improvements 
no victims in the shape of industries created on an artificial which were being or would be made in their applances, but 
Te basis. Heavy losses have been incurred by factories on ignored the fact that the manufacture of gas and gas appli- 
heir imports of material, in view of the movements of | | | : 
exchange and the fall in prices, but there have been no failures ances would also improve and indeed was improving. blec- 
of importance. In the opinion of the Commercial Secretary tricity was not likely to make greater progress than gas and 
Argentine industries will continue to expand on the same as a heating agent it had less room for progress. More than 
scale as before the war. Therefore the following table showing thirty years ago we were told that gas was doomed; electric 
the position at the last census (1914) is instructive :— light bud appeared in bieet Street and Regent Street; to-day 
ARGENTINE MANUFACTURING INDUSTRIES. both were again lighted by gas, as was also Whiteball, spoken 
of as the best lighted thoroughfare in the world.  Ghelms- 
ford once had electric lighting, but this had been replaced by 
gis. Mr. Becket deprecated the statement that gas was 
aetrimental to health, and poured scorn on the suggestion 
tuat there Was less wastage ot meut 1n electrical cooking. ‘that 


Of particular interest to the British ex- 
porter is the movement towards local 
manufacture in Argentina. The effect of 
the commercial depression on local manufacturing industries 
proper bas been rather to arrest their activities for the time 
being than to cause any serious setback or closing down, with 
the exception of the quebracho extract factories which pro- 
duce for export. The opportunities of the war were not used 
to create any new industrial enterprises on a large scale, but 
rather led to the expansion of those already in existence. The 
ditticulties of securing, and the ascending prices of, industrial 
machinery during and immediately after the war proved a 
barrier to equipping new factories. The subsequent break in 
prices and resumption of foreign competition, therefore, found 


Local Industries. 


Persons 

employed. 
Metallurgical —Mechamieal and foundry work, agri- 
cultural implements and appliances, constructional 
steel, sheets, wire drawing and netting, nails, electrical 
fittings, metal shutters, ornamental ironwork, safes, 


: 2 ere PEN ' б_ >“ * 4 t C м 
on mnc ant ү a cal wee oe 23,968 the case thus preseuved lor еесилсну was not ѕоица мав 
uillding Material.—Pricks, mechanical car у ч. , | 
ани Duis M ner ке 1c pentry, 23.307 borne out by tue progress maue by the gas Inaustry; in. the 
ay, D ‚ J oe vee eee eae ! ` 
? | з: м К NS last ых years о ac еа е Е 
Furniture. —Household furniture, vehicles, motor uid fit owe pire Б ee ы мө re ү 1v, 
bodies, bedsteads, mattresses, basket and brushware... 22,07] ae eed ee in Rd Ж к t ie pa реек шее 
Leather.—Boots and shoes, tanning, harness and UN veis] gem PSR a r Lond A N - р D 
saddlery, leather goods КУ e on n. 091840 E on x^ ps Rear "s заг пас nüproved with this 
Foodstuffas.—Confeetionery, mineral waters, alimen- n Pond p B MEE ли BARONE сонин Or Sup pY, 
mentary pastes, ice, beer, edible oils 20.144 b45 Was таг superior. пе Wouid ignore ыпай breakdow ns, 


wut was compelled to speak of the breaküOWlns ul 


Textiles.—Knitted. goods, woollen fabries, blankets, | | 
^eiectrical. SUppugs Which pluuged jarge districts into dars- 


hats, woollen varns, jute bags, rope-soled canvas shoes 19.020 


Tobacco.—Cigarettes, cigars, tobinecos б ИН 7.121 less апа robuoued them ol motive power. 1 һе (aus Light & Coke 
Miscellaneous —Matches, paper and cardboard, gless- ee maintained an unbroken supply through wars and 
ware, soaps and candles, heavy chemicals 10,342 strikes for over 100 years, and any serious breakdown ot a 


town s gus supply was practically unknown. What were the 
facts regarding electricity suppiy? Mr. becket then read a 
number ot extracts from newspapers giving accounts of recent 
large failures in electricity suppiy, two of which were due to 
hre. Turning to lighting, the speaker admitted thut gas light- 
ing had to face strong competition from electricity, and tor 
certain applications electricity could not be challenged. For 
street lighting and outside shop lamps it was a matter ot 


An appendix to Mr. Chalkey's report 

Imports of Metal gives the values in gold vesos (5.04 = £1) 

Manufactures. of Argentine imports during the first. six 

months of this vear compared with the 

full vear 1919. Argentine statisties of import values in general 

are based on valuations fixed in 1906 for the purpose of assess- 

ing import duties, but the following statistics are the esti- 
mated real values of imports : — 


1919. 1920. comparauve prices in particular districts. ‘lhe gas industry 

(six months) couid produce lamps of the highest candle power ever likely 

pesos gold. pesos gold. to be needed, and inaintenance charges Were usually lower lor 

ELECTRICAL MACHINERY AND MATERIALS 9,078,528 5,001,148 gas than tor electricity. stor factories, inside shops, and 


ItoN AND STEEL. 

Raw апа partly 
galvanised iron, 
iron, wire, nails, 
bars and sheets ти ime 

Manufactured : machinery, motor- 
curs, ralls, tools and all other 


general residential hghung gas compared very favourably as 
regarded installation, running and inaintenunce costs. Lor 
Worhking-class houses gas Was stil supreine and less costly in 
all respects; ш new housing schemes gas lighting preaomi- 
nated. ‘Lhe speaker then gave tigures ot the compurative costs 
of gas and eiectric lighting. ‘Lhese were held to prove that 
With electricity costing 10а. per unit, Miuminating a tungsten 


manufactured ; 
nig and sheet 
girders, steel 
37,872,117 22,699,108 


manufactures of iron and steel ... 29,708,314 34,961,623 lamp, the cost of gas to provide an equivaient number ot 
—— ————— c.p. hours would be at the enormous price of iroin Zs. 4d. 

Total . 67,580,431 56,960,731 to dls. 8d. per 1,000 cubic feet according to pressure and the 

————— -—— type of burner. Comparing gas with the gus-Diled lamp, tne 

Non-Frrrous MFTALs. figure would be from 12s. 14. to 20s. 6d. ut gas was only 
Tinplate, copper, lead, zine and bs. Td. per 1,000, and electricity was 18. per unit. Jn ше 
partly manufactured products 12,626,273 9,595,149 provision of hot water electricity did not count; gas Was 


Manufactured : Jewellerv, watches, 
and clocks, electroplate, lighting 
fixtures, cartridges 


infinitely. more rapid, economical and reliable. ‘Lhe number 
of B.th.u.'s electricity could provide for a given sum of 
money was always exceedingly low compared with the quan- 
tity given by gas for the same money. Mr. Becket took 
Chelmsford us an example, with gas at 5s. 7d. per 1,000 cubic 
feet and electricity at 44d. per unit, and showed that on the 
B.th.u. basis electricity was 9$ times as costly as gas, and 
at the best, if it was 24d. per unit, 44 times as costly. lec- 
tricity could not even " top up” successfully. An example 


11,800,791 9.175.081 


pd 


Total 94,427,064 11,770,830 


Cable Manufacture in Finland.—The new workshops of 


147 


the Finska Kabelfabriken A.B., which was formed in the 
autumn of 1916, have now been brought into use in Helsing- 
fors. The production is undertaken of all kinds of vulcanised 
conductors, as well as of large cables for power purposes. A 
complete rubber department has been established for the pro- 
duction of insulating material direct from raw rubber, and 
the wire-drawing plant has an output capacity of 1,000 tons 
per annum. 


was quoted of a restaurant which installed а coke-voner 
system "' topped up " by electricity, side by side with а рав 
water-heating system. The proprietors were compelled to 
scrap the former on account of cost. l'or industrial processes 
gas was in greater demand than electricity because flame 
contact nlayed an important part in most processes. Electrr 
city was certainly supreme in spot welding, and the Haine 
arc was also widely used. For warming rooms gas fires 
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were economic, hygienic, and pleasing to the eye. To get 
1) per cent. efficiency from an electric heater it had to be 
placed in the centre of a room, which interfered. with proper 
ventilation. Gas fires placed in a fireplace assisted ventila- 
ton. The chimney was one of the best sources of ventilation, 
and yet electricians were advocating its omission. We were 
constantly being told that electric cookers were improving. 
It was а case of '" Jam to-morrow and never Jam to-day." A 
point against electric cookers was the inability to move them 
from one place to another on account of local dillerences in 
electricity supply. The maintenance costs of gas cookers 
were very low compared with electrical appliances, which 
needed new elements very frequently. The speaker men- 
tioned the case of a gas ring which had been in use for over 
Ji years and was as good as ever. ‘The initial cost was also 
against electric cookers. Mr. Becket concluded by saying 
that both gas and electricity had their respective fields, and 
electrical engineers shoul dabandon unprofitable competition 
and concentrate upon business in which they could succeed, 
instead of making more.or less acrimonious attacks upon the 
gas industry, which was like the beast mentioned by, he 
thought, Mark Twain, ' A very vicious animal; it defends 
itself when attacked." 

Mr. C. S. Buyers, M.L.E.E., opening the case for electricity, 
first dealt with lighting, and traced the development of the 
electric lamp and its growing efficiency. Electric lighting was 
eficient, strong and clean; it caused no discoloration of wall- 
papers and ceilings; it had no noxious fumes or singing noises. 
A great advantage was the ease with which it was switched 
on and off. Economy and convenience could be obtained by 
double switching. Prices of gas and electric hghting varied 
in nearly every town; with gas at ds. 6d. per 1,000 cu. tt. 
and electricity at ls. per unit, costs were not very different, 
but it had been shown in practice that the public preferred 
electric lighting. The candle power of gas mantles fell ott 
considerably after the first hundred hours or so, but in a lite 
of 1.000 hours the electric lamp retained at least 90 per cent. 
of its candle power. Electric lighting had added to the 
value of basement premises. Shopkeepers would rather pay 
a higher price for electricity than return to gas lighting; the 
absence of fire risk was a great asset. The muintenance costs 
of gas lighting were often very high. For trains electric 
ight was excellent but the cost of changing over from the 
«ег systems had militated against the conversion. The 
4:me arc had been found ideal for lighting main streets of 
aties, and the gasfilled lamp was also becoming popular for 
this purpose. Electricity found a wide field in kinema studios. 
searcblights. ship-lighting, art-gallery lighting, &c., and these 
were but a few of the instances in which it was unrivalled 
з an illuminant. The power aspect could be considered 
under three heads :—Suitability, relative costs. and relative 
advantages. There were so many instances in which the 
employment of a gas engine was out of the question, that 
stability was the first consideration. In the collieries of 
this country electric motors totalling 600,000 h.p. were used 
underground for many purposes. The duties of the elec- 
tnclans, at these places were chiefly supervisory, the motors 
actually being in the charge of non-technical workers. Gas 
engines could not, of course, be used underground. Over- 
head cranes were driven by electric motors; the d.c. series 
motor was generally used as its speed varied inversely as the 
load. The control of these machines was very sensitive. 
Another application of the electric motor was to passenger 
dts. Gas engines had been employed for this purpose, but 
the controlling and reversing gear was cumbersome. in the 
domestic establishment fractional-h.p. motors were used for 
fans, vacuum cleaners, &c. The portability of the electric 
motor made it invaluable in shipyard work. The gas engine 
was too noisy to install in a residential district, but the 
riectric motor ran silently. The prime cost of a gus engine 
хаз several times that of an equivalent electric motor. The 
748 engine required expensive concrete foundations and also 
space for the cooling tanks. The electric motor was usually 
supplied with slide rails which could be bolted down on an 
existing floor; and only very large motors required special 
foundations. Where fluctuating loads were dealt with a gas 
engine of 35 h.p. would be required to perforin the same work 
as а 28-h.p. electric motor owing to the latter’s ability to 
sustain heavy loads for an appreciable space of time. The 
даз engine certainly would take a small momentary overload 
owing to the stored energy in its flywheel, but if subjected 
to this too long it would slow down and stop. It was in- 
correct to simply take the fuel costs per h.p.-hour developed 
when comparing the two. Consideration should be given to 
capital charges, renewals, lubrication and labour costs. ‘Lhis, 
аза rule gave a result very favourable to the electric motor. 
A characteristic of the electric motor was the ease of control 
of all sizes from 1/10 to 10,000 h.p. The motor took up little 
‘pace and generally could be fixed in any desired position. 
Since 1914 the installed h.p. of electric motors had more than 
doubled and the increase was being maintained. Even in 
fas works motors were more in evidence than gas engines. 
Other applications of electric power were lifting magnets, 
welding, and furnaces for producing special steel. Coming 
to heating and cooking. Mr. Buyers said that it was here 
that the keenest competition was found. Upon consideration 
it would be found that the number of gas cookers in use 


was due to:— Persistent and successful propaganda work; 
the hiring, installing, and maintenance of apparatus at nomi- 
nal sums, or even free of cost; and attractive tariffs and slot 
meters. The disadvantages of cooking by gas were the detri- 
mental effect upon health of the fumes: the lack of pressure 
at the most critical times of the day ; and the risk of scorching 
food owing to the lack of proper control. These were absent 
from the electric cooker. Supply authorities were handicapped 
by legislation, and it was only in 1920 that municipal authori- 
ties were given power to hire out electrical apparatus. This 
was being taken advantage of, and the speaker quoted the 
example of the Glasgow Cornoration. If electricity could be 
obtained for 1d. per unit, the average cost of cooking per week 
would not be more than 3s. 6d., but even if the price was 14d. 
or 2d. the cost would not be exorbitant considering the ad- 
vantages of electric cooking. Mr. Buyers outlined schemes 
for three classes of houses—working-class, larger dwellings, 
and mansions, where central heating was commonly found— 
and showed how it was possible to combine coal and electric 
heating. As appliances became cheaper coal would gradually 
be replaced. The portabilitv of the electric radiator. he said. 
was its greatest asset. As the heating and cooking load grew 
prices for electricity would be reduced. Mr. Buvers referred 
to Sir Dugald Clerk's figures setting out to prove that the 
substitution of electricity for gas would accelerate the deple- 
tion of our coal resources. While admitting that power 
station efficiencies were low compared with those of gasworks. 
Mr. Buyers insisted that the number of useful B.th.u. at 
the consumer's apparatus was the correct standard of com- 
parison. In conclusion. the speaker pointed out the enorm- 
ous saving of coal which would he effected bv the electri- 
fication of railways. He ended with an appeal for cheaper 
electricitv. 

. Mn. W. M. Mason, speaking for the gas industry, said 
if was a national disaster that gas and electricity did not 
work together, as both were capable of good work in their 
respective spheres. There was no doubt that the best lighting 
in London was high-pressure gas lighting—electricity could 
not touch it. Gas for power was certainly not a back number. 
as à letter from a satisfied owner of a gas engine installed 
for 13 years, proved. He would like to ask how many of the 


electrical men at the meeting had electrical appliances in 


their houses. Had Mr. Buyers an electric cooker? The 
best advertisement for anything was the fact that it was 
used by those selling it. Mr. Buyers had spoken of Glasgow’s 
electric cooker experiment—he must wait to hear from con- 
sumers when they had received their first quarter’s bill. Mr. 
Mason quoted an extract from the Coal Conservation Commit- 
tee’s report in which gas was stated to be more desirable 
than electricity. Before concluding, the speaker said that 
electricity supply engineers admitted that the lighting load 
was unremunerative; but only millionaires could properly 
afford to install other appliances. 

Mr. FiELD (Messrs. Crompton’s) queried the methods of 
obtaining the results given in the pamphlet distributed by 
the proponents of gas and thought that further details could 
be desired. Owing, no doubt, to lack of time, Mr. Becket 
had left the power question severely alone. For power gas 
could not possibly compete with electricity, and regarding 
coal conservation he thought that the Diesel power station 
took away а plank of the '' gas ” platform. In cooking and 
heating, the chief feature of electricity was its labour-saving 
properties. Referring to the quotations from the daily Press 
read by Mr. Becket, Mr. Field said that sensationalism was 
all that was sought. By not telling the whole truth the Press 
did electricity disservice. It was a tribute to the steadiness 
of electricity that no alternative had been considered necessary 
—otherwise there would have been no darkness. 

The CRarRMAN remarked that electrical power stations were 
more carefully designed than gasworks which were notori- 
ously wasteful. He asked for information regarding the dis- 
tribution losses of gas. 

Mn. SMrTH. (Manager, Chelmsford Gasworks) said that if 
a building was properly ventilated the products of gas pro- 
duction must escape and cannot be injurious. 

Mr. J. H. JouNsoN (Messrs. Crompton's) said it was of no 
use trving to prove the total pre-eminence of either gas or 
electricity. The convenience of electricity was its greatest asset, 
it was incorrect to compare calorific values alone. In such 
applications as textile mill drives where cleanliness was es- 
sential electric motors were ideal. Electricity had been throt- 
tled by legislation, but things were altering, and the gas in- 
dustry would live and learn. The trouble regarding electric 
cooking was that it had outstripped normal evolution. He 
agreed that the eost of electric cookers was prohibitive, and 
if it were not so many more would be installed if only on 
account of their convenience. 

Mn. Peer (Chelmsford power station) said that the Chelms- 
ford lighting had been referred to. This was not on a com- 
petitive basis at all—no one knew what it was costing the 
town. The change was due to a refusal of the supply com- 
pany to reduce its charges. The result was to be seen in the 
present dismal condition of the town at night. Every house 
and shop on the company’s cable route had installed electric 
light and appliances. . | | | | 

Messrs. Впуегв and Becket briefly replied to points raised in 
the discussion. ; 


(D) Repulsion motor 
M^ movable brushes 
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SINGLE- AND THREE-PHASE AC. COMMUTATOR MOTORS WITH SERIES AND SHUNT 
| CHARACTERISTICS. 


By 5. 


PARKER SMITH, D.Sc., M.L.E.E. 


4 


(Abstract of puper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THE fact that what takes place in the conductors between 
them is always reproduced at the commutator brushes, inde- 
pendently of the sense or speed of rotation, renders it possible 
to connect the field and armature windings in series or 
in parallel, although inductive effects may entail modifica- 
tions when a.c. is used. In principle, then, the commutator 
motor—the action of which is independent of the speed—is 
eminently adapted for economical speed control and large 
starting torque, while in many cases a phase-advancement 
can be obtained in addition. 
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(A) Compensated series motor (B) Series-repulsion motot 


(E) Repuleion motor 
With fixed 4 movelle brushes 


(Р) Repulsion motor 
NA phase-compensi(ten 


lia. 1.—SINGLE-PHASE MOTORS WITH SERIES CHARACTERISTICS. 


With a single machine, voltage control is impracticable 
with d.c., but practicable with a.c., because a variable-ratio 
transformer or other device can be used. 

With field control the output remains constant over the 
whole speed-range. Consequently, a variable-speed d.c. motor 
must be designed for the full output at the lowest speed, 
while at all higher speeds the material cannot be efficiently 
utilised. 

With voltage control, which is possible with a.c. motors, 
both field and armature current can be kept constant over 
the whole speed-range; therefore, a constant torque is mam- 
tained, and the output is proportional to the speed. This 
not only enables the material to be fully utilised over the 
whole working range, but corresponds more closely to the 
load characteristics of the majority of drives. 

From a practical point of view the a.c. commutator motors 
unite most of the drawbacks of the d.c. motor with those of 
the induction mctor. In addition, a worse evil, the trans- 
former e.m.f. induced in the coils being short-circuited by 
the brushes, becomes one of the predominant factors in the 
design. From a'l these considerations, the air-gap has to be 
kept short, the armature reaction has to be compensated, and 
a low commutucor voltage has to be employed, sometimes at 
the cost of a transformer. 

The first mention of the fact that the series motor, when 
laminated, could work with a.c. was made by Alexander 
Siemens in 1884. at a meeting of the Society of Telegraph 
Engineers; while the polyphase commutator motor was 
patented by Ernest Wilson in 1838. About the same time 
Wightman. in America discovered rotor excitation, and, in 
1898, ТЛ. B. Atkinson, in his paper on '' The Theory, Design 
and Working of Alternating-current Motors" before the 
Institution of Civil Engineers, showed how the single-phase 
Ron motor could be made to yield a shunt charac- 
eristic. 

I. Some of the chief types of single-phase commutator 
motors with series characteristics are illustrated in fig. 1. 

(А) The compensated series motor has ousted all other types 
as a single-phase traction motor. For this work it is usual 


(C) Plain repulsion motor 


to neutralise the transformer e.m.f. in the short-circuited 
coil, by means of a rotational e.m.f. induced by the flux pro. 
duced by an interpole winding shunted by a resistance and 
excited by the main current. This gives the motor a very wide 
speed-range. The speed is controlled from rest by means of a 
variable-ratio transformer, a transformer being also necessary 
for reducing the supply voltage to the motor voltage. High 
power factor is obtained by designing the motor with a weak 
field and a strong armature muagnetornotive force, by work- 
ing well above synchronous speed, und by reducing inductive 
effects. On Continental single-phase railways inductive effects 
are reduced by adopting a frequency of 164 periods per 
second. The compensating winding шау be joined in series 
with the armature winding, or it may be short-circuited on 
itself. These motors have been built for outputs up to 
3,000 h.p., while motors for 500 h.p. are quite common. About 
40 to 50 h.p. per pole may be considered to be good design 
for large motors. 

(B) The series-repulsion type has practically given place to 
tvpe (4). | 

(c) In the plain repulsion motor the whole of the power is 
transferred inductively to the rotor, while the rotor voltage 
can be fixed independently of the stator voltage, so that no 
transformer is needed. At synchronous speed the transformer 
flux is correct for neutralising the inductive effects of the 
exciting flux on the short-circuited coils, so that the com- 
mutation conditions become similar to those in а d.c. 
machine. At other speeds, however, the magnitude of this 
flux is not correct, and the net result is that all motors of 
the repulsion type are ill-suited for wide speed-ranges. 

(р) Combining the two stator windings in (С), the com- 
mon repulsion motor with movable brushes is obtained. The 
brushes are in the short-circuited position when the brush 
axis coincides with the axis of the stator winding; and in the 
neutral position when the brush axis is perpendicular thereto. 
In both positions the torque is zero.. Starting with the 
brushes in the neutral position no starter is required. ‘Ihe 
line voltage is applied to the stator winding, und the motor 
begins to revolve in the opposite direction to that in which 
the brushes are moved. Both transformer and starter can 
be dispensed with. 

(к) By splitting the brushes into a fixed set and a movable 
set the brush shift is doubled, so that much finer speed regu- 
lation can һе obtained. No flux embraces the short-circuited 
coils when the brushes are in the neutral position. Though 


not suitable for large variable-speed traction motors, types 
(с), (р) and (к) are admirably adapted for small and medium 
outputs for industrial purposes, with speed-ranges varying 
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(C) With starting dence 


(A) Shunt motor (B) With phase compensation 


Speed 


(D) With field specd- control 


Torque 


(E) With voltage speed-contre! 
Еа. 2.—SINGLE-PHASE SHUNT MOTORS. 


roughly from standstill to about 30 per cent. above ByD- 
chronism. T 

(F) Phase compensation is obtained by rotor excitation. 
The motor suffers from the necessity of working in the neig : 
hourhood of synchronous speed, while the superiority of Ми 
(А) m ousted it, along with other competitors, from trac o 
work. 


Mo у ee C 


lr 345 WE 


1 A42 1 DG pl 


ai 


N ETT ` 


t 4 1 £44 


a. D wc 


О ЕТО ЫЫ ЫЫЫ ЫЫЫ ы ра ыыр ыы лн ыла ылла аыл EE EE a a a I I TIE TOD LIT TOES NF NES 


Vol. 90. Хо. 2,303, JANUARY 13, 1922.] 


THE ELECTRICAL REVIEW. 69 


Single-phase shunt motors are shown in fig. 2, and need 
wo sets of brushes, the main and the exciting brushes. 

(4) The plain shunt motor is decidedly inferior to the single- 
phase induction motor, for, in addition to possessing по start- 
int torque, both efficiency and power factor are lower, and 
the motor runs merely at one speed, i.e., synchronism. Some 
methods of overcoming these drawbacks are illustrated in 
iz. 3. (B) Phase correction is obtained by injecting a fraction 
« the applied pressure into the exciting circuit. (с) A large 
starting torque is obtained by letting the motor run up to 
speed as а repulsion motor. The machine can then be made to 


© With {xed & movable brushes 
Fic. 3.—THREE-PHASE SERIES COMMUTATOR MOTORS. 


пш аз а single-phase induction motor, but it is becoming 
smmon to combine (B) and (с) in order to obtain a con- 
tant speed single-phase motor with high power factor and 
arg starting torque. (D) Speed regulation is obtained by 
saring the exciting flux—an inductance being used to raise 
the speed, and a capacity to lower it; or an auxiliary winding 
an be employed for this purpose. (к) In the doubly-fed type 
the speed is varied by regulating the pressure applied to the 
brushes in the transformer axis. This motor, the series- 
repulsion motor, and the three-phase commutator types belong 
to the general class of electrical machines in which energy 15 


(A) With rotor transformer (B) With stator tappings 
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100% 
О With double movable brushes i a е 


Fic. 4.—THREE-PHASE SHUNT COMMUTATOR MOTORS. 


"pplied to both stator and rotor, the power relations being 
‘einitely associated with synchronous speed. 

П. The addition of the commutator to the rotor of thd 
three-phase induction motor raises the frequency of the slip 
energy to the frequency of supply, and thereby enables this 
nergy to be taken from, or returned to, the supply network, 
«cording to whether the speed is above or below syn- 


chronism. Thus, the motor range is not confined to sub- 
synchronous speeds, as is the induction motor. The limita- 
tion imposed in the speed-range of the three-phase commu- 
tator motor by the transformer e.m.f. induced in the short- 
circuited coils is similar in effect to that imposed on the repul- 
sion motor; while the rotor is wound for equally low voltages. 

The common method of controlling the speed of the three- 
phase series motor is by shifting the brushes. The direction 
of rotation depends on which side of the short-circuit axis 
the brushes lie, and is independent of the sense of the rotary 
field. When such a motor, with a fixed ratio of stator to 
rotor turns, is designed for a high-power factor, instability 
occurs at low speeds, as shown by the characteristic curves in 
fig. 3. Tt is usually necessary to provide a transformer to 
obtain the low rotor voltage. (4) A main transformer, rated 
for the full power of the motor, is usually necessary only 
for severe conditions. (в) A rotor transformer, rated for the 
slip power only. is all that is needed for many cases. Ву 
arranging that this transformer becomes saturated when the 
rotor voltage attains a certain value, i.e.. when a certain 
speed is reached, racing can be prevented. (c) Where sta- 
bility over the whole speed-range and a high power factor 
are needed, the ratio of the stator to the rotor turns can be 
decreased, as the epeed rises, by one-half of the brushes being 
fixed and the other half movable. The three-phase series 
motor is the simplest tvne of three-phase commutator motor. 

The speed of the three-phase shunt motor is varied by 
supplying a pressure to the rotor brushes, and the brushes 
are rocked through 180 deg. to pass from sub- to hyper-syn- 
chronous speeds. The connections are shown in fig. 4. 

(a) A variable-ratio rotor transformer, capable of transmit- 
ting the slip power to or from the commutator brushes, fixer 
the speed at which the motor runs. A special connection 
can be used for altering the nhase of the transformer voltage 
in order to raise the power factor. 


(B) With 5-ph. commutator motor & 
inductiqn generator 


€) With coupled. a-ph commutator motor 


(D) With frequency changer 
Fic. 5.—VARIABLE-SPEED SETS. 


(B) It is sometimes possible to obtain the desired rotor 
pressure by taking tappings off the stator windings. 

(c) Where gradual speed control is required, the brushes 
can be arranged in two equal sets, both being movable and 
connected to the separate stator phases. Power is supplied 
through slip-rings to the rotor, while a special regulating 
winding may be employed as the commutator winding. Every 
brush position corresponds to a definite pressure and specd. 

In the previous types of three-phase shunt motor referred 
to, and in the three-phase series motors, the transformer 
e.m.f. becomes zero at synchronism, but in the present ma- 
chine this e.m.f. remains the same at all speeds, because the 
frequency of the current in the rotor winding is always that 
of the supply. In this respect the motor is similar to the 
single-phase series motor, but in the latter the transformer 
e.m.f. can be neutralised, whereas in the former it cannot be. 
Further, the relative motion between the revolving field and 
the rotor is constant, and this field is carried round by the 
rotor in such a manner that at synchronism the frequency of 
the e.m.f, induced in the stator winding is zero. By starting 
from the neutral position. a starter can be dispensed with, 
while phase compensation is obtained by shifting the two sets 
of brushes unequally. The direction of rotation of three-phase 
shunt motors is changed by reversing two stator leads. — 

III. Assuming from 15 to 20 h.p. per pole to be the desir- 
able limit for the output of a three-phase commutator motor, 
such motors cannot well be built for outputs above 300 to 
500 h.p. In many cases, however, it 1s only desired to utilise 
the slip power of & large induction motor having а пш 
speed-range. The three-phase commutator motor is we 
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suited to fulfil these conditions, though it is possibly unsuited 
for the whole power at supply frequency. Various ways ot 
utilising the slp power are shown in fig. 6. In many cases 
phase compensation in the main motor is also aimed at. 
When the auxiliary motor is mechanically coupled to the 
main inotor the drive is suitable for constant output over the 
whole speed-range; otherwise it 1з suitable for constant 
torque. The rotary-converter set (A) has been included on 
account of its importance. Whenever possible it is desirable 
to arrange that synchronous speed shall be in the middle ot 
the speed-range, for in this case the auxiliary machines have 
to be rated for only half the output that would be necessary 
if synchronous speed were the upper limit of the speed-range. 

The paper was illustrated with a number of lantern slides 
and with the operation of an actual machine. 


xS - m — —— —— 


DISCUSSION IN LONDON. 

Mr. F. Creepy exhibited two of his machines, and opened 
the short discussion that followed the reading of the paper by 
indicating (with the aid of lantern slides, comparing the 
eiticiencies, prices, and weights) the commercial results that 
had been obtained with the " Creedy " motor. Compared 
with a standard machine the latter motor was a good deal 
smaller; the greatest future for the machines described in the 
paper was open to those which ran at or near the synchron- 
ous speed. Lhe reduction of efliciency, as compared with a 
Ч.с. motor, was due entirely to the commutator losses. Prob- 
ably most of the makers of those motors held the sume 
opinions as himself; the machines had drawbacks, but they 
were Dut so bad as Dr. Smith had painted them. The con- 
trol gear for those motors was not хо conipucated as Was 
commonly assumed, and he thought that much could be 
done by designing the motors for a certain number of defi- 
nite speeds, although a gradual change of speed was not 
obtainable. 

Mr. Lu. B. ATKINSON, by whose name the motors described 
in the paper are commonly known on the Continent, pointed 
out that 16 was not too soon to have the subject ventilated. 
It should be remembered that in the old days commutators 
were not what they were now and no one would have more 
to do with them than they could help; he, theretore, had great 
difficulty in inducing any manufacturer to interest himself 
in his (Mr. Atkinson's) ideas. After spending much money 
on experiments and in maintaining his patents he eventually 
dropped them altogether. 'That was not liked in Germany be- 
cause it prevented a monopoly of the ideas. He firmly 
believed that the electrification of main railway limes that 
involved long-distance transmission would have to be on the 


a.c. h.p. single-phase system, using the motors described шг 


the paper. For ordinary purposes, if electricity supply authori- 
ties would charge consumers according to a kVA tariff, the 
use of the compensated type of motor would be automatically 
revived, and its use would improve the power factor of 
existing mains, enabling them to do more work, and so save 
the enormous capital that was involved in the provision of 
new generating stations and extensive distribution systems 
to deal with the growing demand for electricity. He was 
not in agreement with some of the phraseology used in the 
aper. 

i SIR Puur Dawson, M.P., explained that there was a pre- 
valent impression that the single-phase motor was a foreign 
importation into this country; 16 was pleasing that that im- 
pression had been dispelled once for all by the paper. Fle 
had always been adversely criticised for his railway electri- 
fication policy, and he was, therefore, grateful for Mr. Atkin- 
son's remarks in that connection. ‘The compensated series 
motor must prevail on single-phase railways; the original 
motors used on the Brighton hne, fig. 1 F, on which heavy 
traffic was carried over difficult gradients and curves, were 
still giving satisfactory service. He could speak with some 
years' experience which showed that the commutator life was 
over 10 years, and that the cost of brush wear was negligible. 
He expected to get even better results when the new motors 
came into use. After exhibiting single-phase motor charac- 
teristic curves and speed-time curves of à six-coach tram 
on the Crystal Palace line, Sir Philip stated that in 
Switzerland, Sweden, Norway, Germany, and Austria, single- 
phase electrification had been adopted for all railways; the 
decisions were come to on grounds of cost, and the whole 
problem of railway electrification was in everv case a finan- 
cial one. For really heavy work (t.e., lines on which elec- 
tric locomotives, not motor coaches, were used) it could be 
shown that in the U.S.A. the amount of d.e. work about 
equalled the a.c., but on the Continent, the latter predomi- 
nated. Sir. Philip said he had signed the unanimous report 
of the Railway Electrification Advisory Committee of the 
Ministry of Transport purposely to ‘leave the door open." 

Pror. E. Witson exhibited his original polyphase commu- 
tator motor, patented in 15538, and with the aid of lantern 
slides explained its construction. 

Mr. F. G. Traco had lantern slides shown to illustrate a 
machine which they had in the Applied Electricitv Tabora- 
. tories at Liverpool University, that had been obtained from 
the Swedish General Electric Co. by Dr. E. W. Marchant. 
He explained how, in addition to its brush-shifting mechanism, 


it had been modified so that its power factor could be varied 
an dalso described tests that had been made on it. 

Dr. S. P. SMITH, in reply to the discussion, intimated that 
much had been left unsaid in the paper, and perhaps it would 
be as well i£ it were not mentioned at all. He was of the 
same opinion as Sir Philip Dawson and Mr. Atkinson with 
regard to railway electrification, and if he had had any- 
thing to do with the Advisory Coinmittee's report mentioned 
by the former, he would have recommended that the Brighton 
railway be completely electrified at once, and would have 
specified that the equipment should be designed and manu- 
factured in England, so that they could be put in the way 
of competing with foreign inakers. Of course the makers of 
d.c. plant could do the same, but they had probably had 
enough of d.c. equipment. The knew nothing about poly- 
phase commutator motors which, although invented in this 
country, had been developed abroad; in the past they had 
suffered too much from mediocre alien. designers. 


Discussion AT NEWCASTLE-UPON-TYNE. 

Dr. S. P. 5мїтн submitted his paper at the North-Eustern 
Centre of the Institution on November oth, 1921, his re- 
marks being illustrated with a number of lantern slides, and 
in opening the discussion Dr. W. M. THORNTON said several 
of the authorities mentioned by the lecturer were more or 
less familiar to them from their text books, but there was 
no systematic account in the literature of their own, or any 
similar institution that he was aware of, where the whole sub- 
ject had been analysed and systematised as bad been done in 
Dr. Smith's address. 

Mr. F. Н. Downie said the lecturer's description had made 


many difticult matters plain. He had had some experience . 


of a single-phase motor, but he found it sparked very badly 
and there was, too, a ditticulty in starting. They started it 
аз а repulsion motor and it sparked very badly when they 
changed over. 

Mr. A. T. ROBERTSON pointed out that a number of patents 
were taken out, but the machines were never manufactured 
and consequently they were never, or little, known and any- 


one developing features of the motors and manufacturing © 


them might quite innocently be infringing someone's rights. 
That caused manufacturers to be a little chary in what they 
did. 'The speaker mentioned a three-phase motor, a descrip- 
tion of which appeared in the Electrician in 1914, but which 
Dr. Smith had not mentioned. It was a repulsion motor of 
seemingly a simple type, but it might have disadvantages. 

Messrs. А. B. Maclean, Р. Е. Allen, G. L. Porter, J. Н. 
Beatty, H.. B. Pounder, and J. Н. Beard having asked ques 
tions, the lecturer replied. 

DR. S. P. Smite thought it was very creditable that Wilson, 
Atkinson, Hunt, and others had done so much. As to prime 
inventions he did not think any people had a better record 
than they had respecting ideas of first importance, but in 
the subsequent development they were behind. It was not 
true to say that British firms had not tried to build the 
machines referred to, but there were difficulties with regard 
to the patents. Great Britain had not followed the same 
method as was followed abroad. There they got hold of 
the inventor, instead of the invention, and the former was 
a much more satisfactory method. After getting hold of an 
invention, manufacturers often found difficulty in carrying 
it into effect; further, inventors often were not good designers. 


The lecturer also emphasised the fact that often the making ` 


of the machines was not a money-making project. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on TUESDAY cannot appear " 


until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer’s name and 
address in our possession. 


The Durability of Lead-covered Cables. 


We have read with interest the letters in the ELECTRICAL 
ReviEW on the above subject, and consider’ that the under- 
noted goods should be brought to your readers’ notice, as they 
will no doubt be of the greatest interest and overcome ш 
very many ways the difficulties which have been stated in 
Mr. Hampson's letter in the ErkcrnICAL Review of December 
26th, 1921. 

In the first place, as regards the question of bonding, а 
very good system has been brought out recently, known 85 
the '' J. C. White ” system. This system provides one en- 
closed box, which can be used as a through box, tee box, 4- 
way box, or right-angle box, by the simple method of turning 
the base to the required position. This overcomes one point, 
and obviates the necessity of a contractor carrying а special 
box for heavy positions. | | 

With regard to the bonding, the bonding ring supplied 
consists of one piece only and can be used under a standard 


і 
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wood block or in the above-mentioned connector boxes. 16 
bas also the advantage that it is adaptable for any size of 
abe up to 7/20 twin lead-covered, the cable being securely 
bended by turning up two clips and securing them by the 
aul bolt provided. The result is :— ; 

(Ш No opening is left in the box. 

(2) No cutting tools are required. 

(3) The cable is perfectly bonded inside the box and the 
mires are Joined by using porcelain connectors with screws, 
кушу an ample grip of the wire. 

With regard to the question of sheathing of lead-covered 
cables, your readers should be greatly interested also in the 
geds suppled by The British Driver-Harris Co., Ltd., 
Gasthorn Mills, Albion Street, Manchester. ‘This cable 18 
шото ав ' Leadal’’ cable, and has the great advantage 
c having а pure lead sheathing rolled on cold, over a 9,500- 
negohbm grade cable, strongly taped. This sheathing is very 
much thinner than that on ordinary lead-covered wire, and 
(cag perfectly rolled over twice the diameter of the cable, 
nets the requirements of lead-covered wire, both as regards 
xure and disintegration. The lead sheathing is covered 
wth a half-round aluminium wire. This wire performs two 
functions, viz. :— 

ili It keeps the joint of the lead sheathing in perfect posi- 
t.n and the joint cannot open when the cable is bent in a 
тей position. 

i It affords great protection against damage such as 
trusing and scraping the cable, and the serious question of 
nt: and mice biting through the sheathing. 

Besides these advantages, the cable shows an enormous 
reiuction in price over ordinary lead-covered wire, and for 
"n rb job can be recommended as a thoroughly moisture- 
mof cable. 

*e have sold quantities of the above goods, and in every 
зе the contractors have given a very favourable opinion, 
sii we have obtained very high tests of completed jobs. 


Thomas Land & Son. 
Glasgow, 


January Tth, 1922. 


[have followed with great interest the various letters from 
. takn of the ELECTRICAL REVIEW, on the ‘‘Durability of Lead- 
t sered Cables," and would like very much to give my ideas 
wi Wesubject. First, speaking as an engineer, I would make 
wita that it is my idea of an ideal installation, and that 
l эв at the present time superintending the installing of 
ruil may be termed a fairly large lay-out. The head of the 
tna ior whom the work is being carried out has expressed 
is oninion that '' it beats everything, for neatness, economy, 
1 durability," thus endorsing my own opinion. Of course, 
sa depends on workmanship, to that we all agree. 1 
te had a fairly wide experience in lead-covered cable work, 
t^; had this class of work to contend with in the Navy. 
ое, I have seen these installations under absolutely the 
3-4 conditions imaginable, and when repairs have been 
tary they have only amounted to practically 24 per cent. 
à x whole installation. In your issue for December 30th, 
т correspondent, Mr. J. C. White, speaks of a universal 
Uter box; I recently ordered six dozen of the boxes 
2 lestion, and I may say that they are ''The Thing." 
Í ute some of them already installed. These have proved 
ny to be what they are claimed to be—'' Universal." Fur- 
7 they put what may be termed a businesslike finish to 
tt- work, and also add to the general neatness. The instal- 
ка to which I have referred is being carried out under 
wne conditions, and if there are any persons interested, 
| cd esteem it a great pleasure to explain, in detail, how 


tt: xork is being done. 
C. E. Whitehead. 
аршу, 
January 6th, 1922. 
‘The “J. C. White " connector-box was described in the 
Kania Review of June 18th, 1920. A similar device for 
ne is dealt with in the present issue.—Eps. Ero. 


Switching Certificates. 


14 that the letter of "Intermediate," in your issue of 
‘th ult., should not be allowed to pass unchallenged in 
—wUestion that the switching certificates of Messrs. Lund- 
“rz are valueless. | 

“luittedly initiated as an advertising proposition, there is 
V question that Messrs. Lundberg deserve very great credit 
‘tthe conception of the idea, and its execution. While I 
ur not seen the more recent competitions, I know from my 
i I*rsonal efforts that their earlier competitions under the 
Упор of the late Mr. Perren Maycock were an extremely 
series. 16 was impossible for anyone to seriously 
wi: Mr. Maycock's questions without considerable study 


^» tot the difficulties of ‘‘ Intermediate ’’ arise in the 
"^* suspicion of diplomas and certificates (whatever their 
i6 № very general among practical men trained in a hard 
cr... the flood of certificates issued by various corre- 
: ү те schools has helped to add to this suspicion. 

ih, therefore, as “ Intermediate ” may attempt to belittle 


` ‘sue of these examinations, he must at least admit that 


his experience has been widened by the study they invólyed, 
and that he has a better conception of the possibilities of 
modern switching than he would otherwise have had. ‘To 
transmute these advantages into £ s. d. is evidently “ Inter- 
mediate’s ’’ difficulty, and that, I would suggest, is hardly 
the responsibility of Messrs. Lundberg. 

J, C. Tree. 


January 4th, 1922. 


Revenue from Power Supply at Lighting Rates. 


I am afraid that the scheme outlined in the article by 
ш Interested " in your issue dated January 6th, would not 
swell the dividends of many northern supply companies, at 
any rate. The required conditions do not exist to an extent 
worth while, but are more like the following :— 

Taking an average district of 6,000 consumers, 50 per 
cent. of these can be counted out altogether. Namely, works 
and small shopkeepers who are users for business purposes 
only; 30 per cent. are middle-class consumers who like to have 
modern conveniences, but have to keep expenditure down to 
& minimum, leaving about 20 per cent. who may not mind 
the expense. 

Assuming that a number of the last 50 per cent. were > 
persuaded to hire an iron, hot plate, and two small bedroom 
radiators, to be run from the lighting installation (making 
sure that the wiring from the distribution board to the 
bedroom on this circuit would stand the 2,000-watt total of the 
two radiators), the account for January, l'ebruary, and March, 
would reasonably work out at:— 

& s. d. 


Radiators say one unit per day, seven 

days per week. = 7 at 7d. 4 
Tron, say one nnit per week, at 7d. 
Hotplate, say six hours per week, = three at 7d. 1 


CO 3 m 


per week 6 6 


For 13 weeks, £3 18s. 5d. 


This with an average lighting for this quarter of 1s. 6d. 
per week = £3 18s. 5d. + 19s. 6d. = £4 17s. lld., which does 
not include for the hire of appliances. This as a paying basis 
would bring the account up to over £5. 

The difference in the account would be so striking that 
the collector's position can be imagined when he interviews 
'" some ” ladies of the house. 

Collector: '' Electricity account, ma'am." 

Lady of house: ' What! Five pounds!! 
wit’ meter? " 

Collector: ‘‘ Nothing lady, the meter's quite in order." 

Lady of house: ** Nothing, you say! Well look here, young 
feller, tell your firm to tek the tackle away, an' I'm glad 1 
only hired it.” 

Sequel (local advertisment): “А number of used domestic 
appliances for sale. Offers wanted.—Apply, Electrical Engi- 
neer.” 

Let us work for satisfied clients whatever our line. 


H. Challis-Sowerby. 


What’s wrong 


Manchester, 
January 9th, 1922. 


A Message from Mars? 


I am no wireless expert, but have pleasure in responding 
to the S.O.S. call from St. Anne’s, though I believe the writer 
of the letter appearing in your issue of the 6th inst. is very 
near the correct explanation. Somewhere on his household 
water installation there is a valve or tap with а worn washer 
which at times, when water passes, allows the valve jumper 
to vibrate and chatter; probably the valve in question is in 
the scullery or quite a long way from the apparent seat of 
the noise, i.e., the copper cylinder in the bathroom. I could 


. tell quite an amusing story which I heard in London concern- 


ing an electric-light installation, an Italian occupier and water 
taps. All coincide with that period when hostile aircraft con- 


sidered London as a health resort. 
W. E. Rogers. 


London, 
January 8th, 1992. 


„о — E 


Removing Lacquer from Lamp Bulbs. : 


In response to your correspondent's inquiry, I have pleasure 
in passing on a splendid recipe given me by an electrician in 
a large theatre who has '' cleaned off ’’ thousands of lamps. 
Procure any receptacle in which sufficient water can be boiled 
to hold a lamp and add to the water a piece of caustic soda 
the size of a walnut. After the caustic has been properly dis- 
solved dip the lamp in, taking care to keep the boiling liquid 
clear of the cap. The best method is to insert the lamp in & 
holder with a piece of wood for a handle (this protects the 
hands), then keep turning the lamp in the boiling liquid for 
a few minutes; the lacquer should then be easily washed off 
in cold water. Of course, if the lacquer is burnt (which is 
not usual with metallic-filament lamps), a slight scraping 
would be required to remove the burnt parta. 

Contractor's Foreman. 


January 7th, 1922. 


———— MM ——— M H————— 
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NEW PATENTS APPLIED FOR, 1921. 


(ЧОТ YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Sertox-Jones, O'DeLL AND 
StevHens, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


34,037. '' Automatic, &c., telephone exchange systems." H..E. Humphries. 
December 30th. 

34,518. '' Electro-magnetic devices." Western Electric Co., Ltd. (Western 
Electric Co. Inc.) December 22nd. 

34,525. “ Automatic telephone system." H. Baron (F. Allendorf). Decem- 
ber 22nd. . . 

34,538. “ Indicating-devices for alternating current electric generators driv- 
ing induction electric motors." Ad B. Field, Mctropolitan-Vickers Electrical 
Co., Ltd., and L. Miller. December 22nd. 

34,540. ''Prepayment devices for telephone systems." 


R. Barker, ]. E. 
Collyer, and Siemens Bros, & Co., Ltd. December 22nd. 


34,550. “ Mercury-vapour pumps for high vacua." Akt. Ges. Brown, Boveri 
et Cie. December 22nd. (Switzerland, January 8th.) 
34,559. “ Method for multiple high-frequency telephony and telegraphy on 


wires." H. Seíton-Jones (Lorenz Akt. Ges.). December 22nd. 
34,569. * Electric switches." Bulpitt & Sons, Ltd., and D. McGregor. 
„December 23rd. 


* Electric signalling and recording device." F. Wilde. December 
.23rd 


34,583. ''Sand-gear operator for electric, &c., vehicles and engines." H. 
‘Clark. December 23rd. 

34,005. ‘Starter and speed-regulator for electrically-driven fans, motors, 
&c." С, R. Allen and Veritys, Ltd. December 23rd. 

34,622. '' Devices for enabling forces due to variations in electrical energies 
„to be used." А. R. Angus. December 23rd. 

34,628. '' Electric lighting circuits for motor-vehicles, &c." F. A. Johnson 
„апа К, W. Maudslay, and Standard Motor Co., Ltd. December 23rd. 

34,057. '' Wireless direction finding " A. Blondel. December 23rd. (France, 
December 23rd, 1920.) 

34,662. ''Ignition magnetos for  internal-combustion engines." British 


age and Ignition Co., Ltd., E. D. Tuppen and E. О. Turner. December 
-23rd. 


34,670. ''Switch-operating mechanism.” 
Ltd. (General Electric Co.). December 23rd. 


34,672. '' Electron discharge apparatus." General Electric Co., Ltd., and 
,B. S. Gossling. December 23rd. 


34,675. “ Testing insulating wires." J. S. Mollerhoi. 
.(Denmark, January 15th.) 
34,677. *''Switch." C. A. M. Buckley. December 23rd. 


34,686. '' Dynamo-electric machinery." Sir C. A. Parsons and J. Rosen. 
‘December 23rd. 


34,701. ‘* Electric heaters for water, &c." G. E. Loubiere. December 23rd. 
34,706. “ Terminal for electrical wires or cables.” J. W. V. Thurgood. 
.December 24th, ' 
34,718. '' Electric switches." H. Lucas and W. C. Turner. December 24th. 
34,786. “ Dimming device for electric lamps for  motor-vehicles, &c." 
Brolt, Ltd., and W. Holt. December 28th. 
34,790. '' Electric incandescent lamps." J. F. Lymburn. December 28th. 
34,825. °* Electrical condensers." W. E. Peek. December 28th. 
34,829. “* Electric lamp bulb fitting." D. M. Oswald. December 28th. 


34,832. *' Propeller shaft to generate electric current from dynamos." G. Н. 
iHosie. December 28th. 


34,843. '' Method of interrupting powerful alternating currents." H. Abra- 
nam: ci ind 28th. (France, December 28th, 1920.) 
848. “Galvanic cell.” А. Heil. December 28th. (Germany, 
27th, 1920.) ( y, December 
‚34,865. “ Arrangement for obtaining electric energy at low voltage from 
high-voltage networks." ^ Siemens-Schuckertwerke. December 28th.  (Ger- 
many, December 30th, 1920.) 


34,868. '' Electric trolley poles." G. W. Ferguson. December 98th. (Aus- 
tralia, May 18th.) 
34 


871. ‘ Setting rotating electric meters." О. T. Blathy. December 28th. 
(Hungary, April 14th, 1920.) i 

34,872. '' Setting rotating electricity meters." О. T. Blathy. 
28th. (Hungary, December 29th, 1920.) 

34,892. “ Combined temperature and switch-controlled regulator for elec- 
tric fans, fires, &c." S. L. Holland. December 29th. 

34,898. '' Electrical timing device." J. R. Bell. December 29th. 

34,904. ''Controllers for electric motors, &c." H. Brooke, Electric Control, 
Ltd., O. Ellefsen, and A. West & Co., Ltd. December 29th. 

34,905. '' Electrically-controlled scoring apparatus, &c." С. H. Wallace. 
December 29th. 

34,909. *‘Electro-atmospheric multiple-unit control system for electric rail- 
ways." F. L. Gill-Knight. December 29th. 


34,934. '' Windings for zlternating-current dynamo-electric machines." F. 
‚Creedy. December 29th. 


34,937. ‘‘ Machines for washing dishes, &c." Mctropolitan-Vickers Elec- 


British Thomson-Houston Co., 


December 23rd. 


December 


“ Electric accumulators.” L. A. Didier. December 29th. 
34,944. '' Circuit Lreakers." British Thomson-Houston Co., Ltd. (General 
-Electric Co.). December 29th. 

34,947. '' Electric driving mechanism for sound-recording or reproducing 
.machines." P. A. Becker. December 29th. 

34,959. '' Control switches far clectrically-propelled vehicles." Р. V. Powell 
-and P. F. Smith. December 29th. 

34,982. *'' Electrode-holder for electric arc generators for production of 
D aeque electric waves." H. Seíton-Jones (Lorenz Akt. Ges.) Decem- 

r th. 

34,986. “ Telephone transmitters, &c." H. J. Palmer. December 29th. 

35,000. '' Holders for incandescent electric light bulbs." М. Fellows. De- 
.cember 3th. 

35,009. ‘ Electric-plug connecting devices." R. W. Blades. December 30th. 

35,017. ''Safety lamps for mining, &c. G. F. Colledge and D. Gee. 
‘December 30th. 

35,030. “ Renewable tramway metals." A. J. Tuck. December 30th. 

35,036. '' Electric lift." L. Steyer. December 30th. 

35,037. “ Automatic, &c., telephone exchange systems." Siemens Bros. 
and Co., Ltd. December &S6th. 

35,045. ''Overload switches for motors started by startin 
Krupp Akt. Ges. December 30th. (Germany, January 3rd.) 

35,054. “ Electrical apparatus for starting internal-combustiba engines." 
J. W. T. Caddett. December 30th. 

35,056. ‘ Directional aerials for wireless receiving stations." Е. Bellini. 
December 30th. (France, May 2nd.) 

35,057. *'' Electrical calling device." Soc. Francaise Electrique. December 
90th. (France, March 22nd.) 

85,058. '' Wireless telegraph receivers," Soc. Francaise Radio Electrique. 
‘December 30th. (France, March 30th.) 

35,062. '' Colloidal chemical processes for purifying substances." А. G. 
Bloxam. Elektro-Osmose Akt. Ges. (Graf Schwerin Ges.). December 90th. 

35,071. '' Feed mechanism for strip charts, &c., for tramcars, &c." Е. Н. 
Н. Gordon. December 30th. 

35,078. '' Earthing choking coils or voltage transformers for high voltages.” 
Е. Pfiffner. December 30th. (Germany, January 5th.) 

35,079. “ Electric erc-light &tage-lighting apparatus." А. Anselmi and A. 
Sernicoli. December 30th. 

35,084. ''Key connection for wireless 
(Lorenz Akt. Ges.) December 30th. 

35,086. '' Reversing switch for planing, &e., mracdines.” 
qDerby), Ltd., and F. Newton. December 30th. 


resistance." Е, 


transmission." Н. Sefton-Jones. 


Newton Bros. 


е 


35,087. “© Irradiation lamps for medical purposes.” 
December 30th. (Germany, December 30th, 1920.) 

35,088. ‘* Electrical transmission of messages along conductors." Dr. E. 
F. Huth Ges. & C. Schwarz. December 30th. (Germany, December 30th, 1920.) 

35,089. *'' System of pole-changing for polyphase induction motors." O. i. 
Biathy. December 30th. (Hungary, June &th, 1920. 

35,098. '' System of pole-changing for polyphase induction motors." О. T. 
Blathy. December 3151. (Hungary, April 9th.) 

35,101. *'Alternating-current motor groups." Forges et Ateliers de Con. 
structions Electriques de Jeumont. December 3151. (France, January 26th.) 

35,106. “ Self-cleaning magnetic feeders." L. Barradell. December 3151. 

35,121. ''Signal-transmitting device for wireless, flashlight, and hand- 
line telegraphy.” E. J. Quinn. December 3lst. 

35,128. “ Electric treatment of liquids." H. J. Monson. December 3151. 

35,156. * Mercury-vapour apparatus.” Quarzlampen Ges. December Jlst. 
(Germany, December 31st, 1920.) - 


Quarzlampen Ges. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


2920. 


15,348. '' Mercury and other vapour electric lamps." Silica Syndicate, Ltd., 
and F. Reynolds. June 7th, 1920. (Cognate applications, 5,246/21.) (172,666) 

15,468. “ Multiphase dynamo-electric machines." Siemens-Schuckert Ues. 
December 14th, 1917. (144,660.) | 

15,078. *'' Electrical pyrometers of the thermo-couple type and electrical 
measuring instruments used in conjunction therewith.” R. F. Hamilton and 
Co., Ltd., F. S. J. Pile, and G. E. M. Stone. June JOth, 1920. (Cognate 
application, 4249/21.) (172,671.) 

18,144. '' Systems of electro-mechanical starting and operating from a dis- 
tance by multiple currents.” R. Mautsch. April 10th, 1914. (146,421. 

18,603. '' Thermionic valves for wireless telegraphy and other purposes." 
Radio Corporation of America. February Ist, 1916. (146,539.) 

20,406. '' Accumulators." G. Fromont. July 10th, 1920. (Patent of addi- 
tion not granted.) (172,679.) | | 

21,852. *' Telephone call registers." H В. Merton. October 25th, 1920. 
(172,080.) | 

22,980. '' Electrodes for electrolytic batteries." A. E. Alexander (Stuart 
Electrolytic Cells, Inc.) August 4th, 1920. (172,681.) 

25,243. '' Electric. lamps for kirematograph apparatus." G. А. Knuapter 
and New Union Electric Co., Ltd. September Ist, 1920. (172,694. 

25,719. '' Ventilation of dynamo-electric machines." A. B. Field & Me 
tropolitan-Vickers Electrical Co., Ltd. September 7th, 1920. (172,703. 

26,036. '' Electro-mnagnetic apparatus specially suitable for use аз а relay 
switch, or like device." К. E. Н. Carpenter, F. С. Creed, and Creed & Co. 
Ltd. September 10th, 1920. (172,717.) 

2€,044. '' Contacts for electrical switches." W. J. Line and J. H. Tucke 
and Co., Ltd. September 10th, 1920. (172,718.) 

26,154. “ Magneto-electric machines." British Thomson-Houston Co., Ltd 
and А. P. Young. September llith, 1920. (172,722.) 

26,257. “ Electric induction motors." British Thomson-Houston Co., Lr 
(Gereral Electric Co.). September 13th, 1920. (172,727.) 

26,267. *'' Electrode holders." R. W. Heasman. September 13th, 19А 
(172,728.) 

26,347. '' Electric power distribution systems." British Thomson-Housto | 
Co, Ltd., and H. Trenchman. September 14th, 1920. (172,731.) 

26,408. ''Supporting devices for overhead contact and trolley wires іс 
use on electric railways, tramways, and the like." British Insulated ап 
Helsby Cables, Ltd., and J. W. Astley. September loth, 1920, (172,735. 

26,894. ‘ Electric switches." О. Lucas and W. C. surner. Septemb 
21st, 1920. (172,751.) 

27,189. ‘* Thermionic relays, oscillation producers, and the like." J. Scot 
Taggart and Radio Communication Co., Ltd. September 24th, 1920. (172,737 

27,199. '' Thermionic generators, amplifiers, and the like." Ј. Scot 
Taggart and Radio Communication Co., Ltd. September 24th, 1920. (172,75 

97.242. ‘ Electric heating devices," British Thomson-Houston Co., Lt 
(General Electric Co.). September 24th, 1920. (172,759.) . 

2/,376. “Timing devices or rotary current distributors for ignition appar 
tue of internal combustion engines." К. S. Bowen and J. К. Rier. Septemb% 
26th, 1919. (151,638.) «| 

27.653. '' Electric switches." British Thomson-Houston Co., Ltd. (Gener 
Electric Co.). September 29th, 1920. (172,771.) 

27,830. “ Mine signalling apparatus." Clay Cross Со,, Ltd., and J. V, 
String. October Ist, 1920. (172,779. i 

27,876. “ Telephone transmitters.” R. L. Murray and Telephone Man 
facturing Co. (1920), Ltd. December Ist, 1920. (172,780.) 

28,069. *“ Electrical indicator." А. Е. Norris and H. L. Holley. Octob 
4th, 1920. (172,785.) T 
28,110. “ Electro magnetically-controlled switching apparatus." R. E. |! 
Carpenter, F. G. Creed, and Creed & Co., Ltd. October 4th, 1920. (172,8: 
98,461. “ Switchgear of the truck or similar type for electric installations 

Johnson & Phillips, Ltd., and P. M. Wood. October 7th, 1920. (172,795.) 

28,917. '' Electrically-heated sad irons." С. W. Winterbotham. Octob, 
12th, 1920. (172,805.) t 

29,416. “ Process for the regeneration of electric incandescent lamps. «i 
Voglhut. October 17th, 1919. (152,652.) | 

31,059. ‘ Luminous electric discharge lamps." Е. Schaeffer. July 141 
1920. (Addition to 150,957.) (166,506.) а | 

31,344. “ Electric switches." G. Lehmann. November 5th, 1920. (172,54 

31,346. '' Terminal banks for selector switches." Western Electric Co., Lt. 
(Western Electric Co., Inc.). November 5th, 1920. (172,845.) . t 

32,034. '' Sccgndary battery plates or electrodes." Chloride Electrical Stc 
age Co., Ltd. (E. W. Smith). November 12th, 1920. (172,850.) C 

33,974. '' Tell-tale or indicator for ignition systems of internal-combust: | 
engines and the like." H. G. Kardoc and H. Elliott. December lst, 1x 
172,859. 

Boer “ Sparking plugs for internal-combustion engines." W. V. Кине, 
A. Farrington and С. M. Nicklin. December llth, 1920. (Addition to 136,10: 

172,865. Po К 
оа " Apparatus for measuring the temperature of windings in elt 
trical machines and apparatus." Akt.-Ges. Brown, Boveri et Cie. Dece: 
ber 12th, 1919. (155,264) | zi 

35,694. '' Twin clip for regulating the height of electric lamps attach 
flexible electric wire." E. Beckton, December 20th, 1920. (172,868.) 


1921. 


196. '' Telegraphonographs." Telegraphon Ges. January 3rd, 1921. (Ad 
tion to 147,555.) (172,872.) 

489. ''Rontgen-ray apparatus." Reiniger, Gebbert & Schall Akt. С 
June 23rd, 1915. (156,554.) " 

676. ''Rontgen-ray apparatus." Reiniger, Gebbert & Schall Akt. © 
January 12th, 1921. (Addition to 156,554.) (156,678.) 

771. “Electric fuses.” Metropolitan-Vickers Electrical Co., Ltd. Janua 
12th, 1920. (156,721) 

1,303. '' Electric gas-filled flow discharge lamps." A. Lederer. Septem 
15th, 1913. (157,383.) 

4,664. '' Wireless signallin 
February 9th, 1920. (158,907. . fet 

9,595. “ Electrical switchgear.” W. A. Coates, D. R. Davies, and m 
politan-Vickers Electrical Co., Ltd. September 28th, 1920. (Divided арр 
tion on 27,557 20.) (172,901.) е 

11,334. A aru telegraphs.” M. Н. Petersen. June 17th, 1920. (165,07 


in mines." Ges. fiir Drahtlose Telegraph 
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A QUESTION OF STATUS. 


lr is hardly likely that electricity works officials will 
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1. IMITED, and crossed © London Joint City and Midland 


! 


with regard to the compensation claims of the chief 
engineer of the Morley electricity undertaking (Mr. 
J. E. Ellis) and his chief assistant (Mr. H. C. Crisp). 
As the result of an agreement arrived at in April 
last between the Morley Corporation and the Leeds 
Corporation, the former discontinued the generation of 
electricity and took supply in bulk from the latter. This 
Involved, as one of its consequences, the dismissal of a 
nuniber of employes, and, in our opinion, an alteration 
in the status of tlie nigher officials at Morley. Claims for 
compensation therefore arose under the Electricity 
(Supply) Act, 1919—the first brought under that Act, 
we believe. As the matter proved incapable of amicable 
adjustment, the Ministry of Labour appointed Sir Wil- 
liam Mackenzie, K.C., to act as Referee. The award has 
just been issued, and compensation for loss of em- 
ployinent is given in the case of a shift engineer to the 
tune of £81; one engineman is tu receive £198 and 
another £101; two shift engineers or switchinen аге 
awarded £66 apiece, and the Morley Corporation is to 
pay these sums. It seems that the interests of the chief, 
of his chief assistant, and of the dismissed shift engineer 
were watched over by the B.P.E.A., and those ot the 
cther employés by the National Amalgamated Union of 
Enginemen and Firemen. The Referee came to the con- 
clusion that neither Mr. Ellis nor Mr. Crisp had suffered 
from the change from generation to distribution only, 
хо as to be in a worse position in respect of their con- 
ditions of service, or entitling them to compensation, ex- 
серпе that in the ease of the chief, as lie was not, under 
the new arrangement, in a position to take pupils as he 
had been doing between 1903 and 1919 (30 pupils 
aggregating £1,550 in premiums during that period), 
he was awarded £140 as compensation. lt should be 
mentioned that both officials had been retained in the 
service of the Morley Corporation at unaltered salaries. 
In the opinion of the non-technical Referee, Mr. Ellis 
has not suffered by reason of the diminution of his 
duties as borough electrical engineer and Mr. Crisp has 
not suffered, though his duties are now of a minor 
character compared to what they were formerly, consist- 
ing as they do of wiring work and meter testing. 

Unless we are very much mistaken, there will be a 
chorus of disapproval from engineers controlling under- 
takings which may sooner or later be required to change 
over from production to mere distribution. Will the 
Morley Corporation regard the status of the chief and 
his assistant as unaltered in future salary revisions? 
Ix it likely, however much more energy they may be called 
upon to distribute, that the Corporation will regard 
the services of these officials as of increasing value just 
as it would have had to do if it had extended the 
generating plant and system again and again? If a 
large part of the responsibilities which. have mide 
a man a chief official in charge of an undertaking be 
taken away from him, is it possible to leave him un- 
affected. either with regard to technical status or with 
regard to his future prospects in that position or in 
апу other? Or if the chief assistant be deprived of the 
duty of controlling the operation of a generating and 
distributing system, subject to his chief, ‘and be reduced 
to what are, from the standpoint of the engineer, minor 


duties, are his status and his prospects unaltered? The 
Referee, uneonvinced by. the E.P.E.N., says that 


they are. We say, emph: atieallv, that their circumstances 
are altered for the worse, that their claims are such as 
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ought legitimately to be covered by the Act of 1919, and 
that the award would have been different if the matter 
had been adjudicated upon by one who was au fait 
with the technical side of electricity supply organisa- 
tion. 

In Section 16 of the Electricity (Supply) Act, 1919, 
'* Compensation. for deprivation of employment,” there 
is а clause which is particularly relevant to the case. lt 
provides that compensation is payable where any officer 
or servant who has been regularly employed in or about 
the undertaking proves to the satisfaction of a referee 
or à board of referees appointed by the Minister. of 
Labour that in consequence of the Act ће 

(iii) has been placed in any worse position in respect to the 

conditions of his service (including tenure of office. remunera- 
tion, gratuities, pension, superannuation, sick or other fund, 
or any benefits or allowances, whether obtaining legally or by 
customary practice). 
We have italicised the word ^* including. because it is 
important as proving that factors such as we have men- 
tioned adversely affecting an officials status are not ex- 
cluded from the causes placing hing in tt any worse posi- 
tion 1n respect to the conditions of his service.” 

We can hardly imagine that the matter will. be 
allowed to rest where it is. In the meantime, the 
К.Р.К.А. aud the other parties have been ordered to pay 
their own costs in relation to the award. 


THe Council of the Institution. of 
Eleetrical Engineers is to be congratu- 
lated on the success of its latest inno- 
vation, in the shape of an exhibition 
of kinemiatograph thus; very rarely have we seen such 
a large attendance of mentbers—and visitors. It bore 
unmistakable witness to the popular anticipation of an 
Interesting programme, Which was fully realised. 

The series of cireuit-breaker tests introduced by Dr. 
C. C. Garrard was full of incident and potentialities of 
edification ; 1t is given to few to witness the conduct of 
intentional short-circuit tests on heavy switchgear, 
and those who assist at unintentional tests of this 
class are usually not in a fit frame of mind at 
the time to view them critically and dispassionately. 
But the majority of the spectators knew pretty well what 
to expect, and a shout of laughter went up when the 
first explosion on the sereen was apparently followed 
instantly by a violent displacement of the field of view, 
suggesting that the operator in charge of the camera 
was not broken-in to bombs. Whilst we greatly appre- 
ciate the interest and value of these observational filins, 
we think it right to add that if they were shown still 
more slowly, and if the subjects of experiment were 
much more fully explained, their usefulness would be 
greatly increased. No doubt the exigencies of the pro- 
eriunme Influenced these matters, and perhaps, if the 
audience had been able to follow the speaker's remarks 
more closely (they were ahnost unintelligible, if not 
inaudible, at the back of the theatre, where the best 
view was obtained). a more favourable impression would 
have been formed. 

The series of views relating to the audion, exhibited 
by Mr. Frank Gill, cannot be too highly praised. Even 
the most expert practitioners of wireless telegraphy and 
telephony must have been pleased and thrilled with the 
idealistic, if not exactly realistic. representation of the 
dancing electrons and the marvellous properties of the 
thermionic valve in its various applications. The 
imaginative faculties of the author or artist bv whom 
the etheric waves, the electrons, and the sound vibra- 
tions were portrayed and the clever analogies were intro- 
duced, compel our adiniration, and recall the historic 
moment when our lamented friend Duddell threw on the 
screen the oseillorraphie waves of an actual three-phase 
current, looking just like the text-book diagrams. A 
profane observer murmured ‘ for ever blowing bubbles ?? 
их the sound-waves expanded from the mouth of the pic- 
tured speaker to the telephone receiver, thus illustrating 
onee more the narrow margin between the sublime and 


, 


The '** Movies’ 
at the I. LE.E. 


the ridiculous ; but joking apart, the epithet ‘це 
would not be inappropriate to the subject and its treat- 
ment, and we extend our cordial congratulations to the 
author, whoever he may be. 

The remaining film, partly humorous in respect of 
the self-building of a telephone instrument and partly 
illustrative of the many functions fulfilled by telephony, 
was the only опе suited to a non-technical audience, 
АП the films were heartily applauded, and would pro- 
bablv have been encored if that had been possible. lf 
{еу were all shown awain we feel sure there would be 
a large gathering to see them, and we are pleased te 
know that they will be exhibited at some of the Terri- 
torial Centres. 


The question of forming a District 
A District Board Board for the Greater London (No, 10) 
for Greater Area has been the subject of two con- 
London. ferences, to which all undertakings in 
the area were invited. The first of 
these Conferences passed a resolution that it was desir- 
able to form such a Board, and a meeting to ratify this 
was subsequently convened, to which every undertaking 
was asked to send an instructed ‘representative. ln 
other words, every undertaking in the Greater London 
area Was asked to submit its view as to whether it was 
for or against the formation of such a Board. The issue 
was quite sinple, and the occasion most limportant. lt 
might have been anticipated, therefore, that on an 
official occasion of this kind the undertakings in the 
area, seeing how greatly they might be affected, would 
have expressed au opinion. Instead. of this, when the 
meeting was held, out of seventy-nine undertakings that 
were concerned, only about a quarter. expressed any 
views. There is really no excuse for indifference of this 
kind on so important an issue; it indicates that deplor- 
able lack of industrial constructive effort which has been 
at the root of so much trouble in the industry. 

lf the undertakings of Greater London do not want 
a District Board, it is quite easy for them to send repre- 
sentatives or letters saving they are opposed to the pro- 
posal, On the other hand, if they are silent and give 
no reply, they will have no standing for protesting 
against the existence of a Board should one be formed. 
For instance, the London companies, as is well known, 
have refused to recognise a National Board or a District 
Board. Notwithstanding this, at the meeting which 
we have mentioned above, there arrived no commu- 
nication, except from the Westminster Company, by 
which any decision could be set down against their 
names, except by hearsay. Then, again, there was 
à large number of municipalities which said neither 
ves nor no, and which are quite as likely as not in the 
future to disclaim the action of any District Board that 
may be formed, on the ground that they had nothing to 
do with it. 

Undertakings must, in fact. either. want a Board or 
not want a Board, and on this point they should make 
up their minds, unless they wish for trouble, Phere is 
to be held shortly a further. meeting to which every 
undertaking in Greater London will be invited. and 
unless the proposal is vetoed at this meeting it will pro- 
ceed to elect the members of the proposed District Board. 
There will be no excuse at this third opportunity for any 
undertaking to neglect to register its opinion, one wav 
or the other. А 


DuniNG recent vears the electric loco: 
motive has been rapidly — gaining 
favour, and its use in shipyards, col 
lieries, both for surface and under 
eround haulage, and in big works which have railway 
facilities, has been expanding. Since the recent 
disastrous fire at West Hartlepool, its possibilities have 
been much canvassed. The theory that the fire was 
started by a spark from a steam locomotive may not 
prove to be true, but it has heen truly said that the 
wonder would be, not that this was the cause of the 
happening, but that it should net have happened before. 


Battery 
Locomotives. 
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The extremely low fire risk of the electrically-pro- 
pelled engine or vehicle is à matter of common know- 
ledge. dlt ds a risk virtually negligible. But the bat- 
tery engine has other qualities that count more than 
ever to-day ; these are its economical haulage and its 
couvenience. In shunting work, for instance, to which 
it is being inore and more applied, it can do all that the 
urdinary type of shunting steam engine can do; it can 
draw loads as great and at twice the speed, whilst there 
i по loss of time through having to raise a head of 
steam each morning. When the day s work is over, it 
i run Into the charging station and charged overnight, 
and it is ready for instant work next morning. lf the 
day's work happens to be much heavier than normal 
and the drain on the battery so much the greater, a 
bating charge, say, during the dinner hour, will 
restore some 40 per cent. of the total charge, thus in- 
creasing the working capacity of the engine. 

Lower capital cost, lower operating cost, and its free- 
dum from fire risks are factors that are bringing about 
¿wider adoption of the battery locomotive for trans- 
wrt in and about works. That freedom from fire risks 
was the reason Why the battery engine was adopted for 
munition factories during the war; it was the only 
power tractor that could safely be used in these places. 
lt is doing good work in shipyards—at Harland and 
Wolfs in Belfast, at Govan, in the North-East coaltield 
—and the L. & Y. Railway (now the North-Western) has 
built one for use at Clifton Junction, where it has a 
power station. The engine, which weighs nearly 19 
wns, and an Ironclad-Exide battery of 71 KW capacity 
at the 4J-hour rate. It was designed to. handle three 
leaded 20-ton coal wagons (90 tons) on an incline of 
меш 139, and was adopted in place of providing five 
evtrle capstans at the power station. [t can deal with 
3xe the load capacity of the capstans, and at twice the 
ute of speed, and both capital and operating costs are 
жег. The capacity of the battery will adınit of 34 
wits’ shunting, or four hours’ continuous run ‘ light " 
a the level at ап average speed of 20 m.p.h. — The 
wivantages of the electric tractor ought to be more 
sidely known. 


THe Societe d'Electricité de Paris 
Fixed and is perhaps the only French supply com- 
Variable Tariffs pany which did not incur any losses 
in France. — through the great increases in the 
cost of coal during the war and in 
пе two vears following the conclusion of the Armistice, 
shieh increases brought the prices of coal up to fifteen 
twenty times the charges which prevailed in 1913. 
M tle gas апа electricity supply companies whose cus- 
"nit was and 15 to sell at fixed rates were involved in 
ticity during the period in question, and it was only 
ater these companies were authorised to raise their 
“le prices that any improvement began to be manifest 
т their financial situation. But the directors of the 
“асе d'Electricite de Paris, besides originally estab- 
sling a large station equipped with turbo-generating 
Pant. also had the prevision to introduce what was 
“арз a novelty in the supply business at that time, 
hinely, a system of contracts with consumers, according 
tw which the latter undertook to pay for supply accord- 
mg to the variations in the prices of coal. Thus pav- 
"ents were and are made on the basis of the prices pre- 
ruling in the previous year, with adjustments in some 
s at the end of the year. As a result of the adoption 
^ this far-sighted policy, the company has been able 
“maintain its rate of dividend during all this period 
“the highest rate (9 per cent.) paid in former periods 
peace, whereas the fixed-price companies had to pass 
ШЫ some very difficult times in the seven vears in 
gestion, 
| It js necessary to mention that the Societe d' Electricité 
* Paris, which has no right of supply to private con- 
“mers in the city of Paris, is chiefly a bulk supply 
“dertaking. Тех principal customers comprise the 
Vtropolitan and = North-South underground electric 
"hys and the former Paris Omnibus Co.. and the 


Tramway Company of the Seine Departement. Шш 
addition, the company distributes in the suburbs north 
of Paris, at Saint Denis and in neighbouring localities, 
and the total deliveries in the year ended last June 
t&inounted to 148,000,000 kWh and represented an 
advance over the pre-war period. As to the possible 
eHects on the company of the recent amaleamation of 
various supply companies in the vicinity of Paris, the 
chairman of the Societe d'Electricité de Paris informed 
the shareholders at the annual meeting that the fusion 
was prompted by the desire to secure uniformity and 
economy, but that it did not appear that the amal- 
vamated undertakings would supplant the Societe 
d' Electricité, which principally works for the trausport 
companies, For that matter, he remarked, the Paris 
agglomeration is sufficiently vast for several companies 
to he able to work and prosper side by side. 


IN a lecture having the title * Econo- 
Economics and 


mies and Happiness," which he de- 
Happiness. livered a short time avo at the 
London School of Economies, Nir 


Arthur Nteel-Maitland made some points which should 
be borne in mind by those who are accustomed to talk 
loosely of political economy. dlt is one of the most 
elusive of sciences, and, ах the lecturer pointed out, it 
Is one upon which your ordinary platform orator can 
talk with apparent wisdom, because the plirases which 
he uses are those which we are accustomed to hear in 
common parlance. One may mention the law of supply 
and demand, capital and labour, without being brought 
to book, because the meaning of the words 15 not clearly 
detined. On the other hand, 1f an ignorant person essays 
to discourse on апу other science. he is soon detected 
bv his mexact use of technical words. 1n developing 
his theme, Sir Arthur went on to point out that at the 
present moment the country ds both uneconomic and 
unhappy, and that it is unhappy largely because it is 
uneconomic. We should like to go on to say that it is 
at present uneconomic largely because of the false doc- 
trines which are being daily preached on platforms and 
street corners in all parts of the country. ‘* It is the 
duty of the Governinent," says the man on the barrel, 


"to provide work and maintenance for. every willing 


worker!” but he does not think it necessary to point 
out that the only way in which the Government can 
perform this duty is by encouraging the owner of capital 
to embark upon profitable enterprise. We use the 
word *' profitable ? advisedly because it lias been proved 
again and again that no business can be properly run 
unless it is run at a profit. And when work has 
been provided it is necessary for the worker to 
sive an adequate return for the wages paid to him. 
Unless he does that it is not possible for the Govern- 
ment or for capital, adequately and reasonably sup- 
ported by Government, to provide the necessary work. 

Of all the cries uttered to mislead the working classes 
there is none more dangerous or insidious than “* Down 
with the Capitalist! " Тһе Socialist who preaches this 
doctrine knows well that it goes down with those who 
listen to him; but he knows equally well that were it 
not that some people are prepared to risk their capital 
in industrial enterprise there would soon be no work 
for any worker, willing or otherwise. The Socialist, 
if it suited him, could easily find examples which the 
working man would readily understand. A man finds 
there is coal at great depth under his land. He wants 
to reach and work it. He has to face the risk of sinking 
a shaft at enormous expenditure of time and money, 
and a large percentage of that money has to be spent 
in wages. Where is the money to come from if not 
from capital? Owing to our present uneconomic. posi- 
tion, the capitalist has become very wary about embark- 
ing on new enterprises. As we have stated quite lately, 
it is the revival of confidence which alone can bring 
stability which will warrant those who use their own and 
other people's capital, in launching out on a hundred 
and оре large emplovinent-producing enterprises, 
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(Concluded from page 41.) 


The curves in fig. 13 show results obtained on various 
numbers of layers of varnished cloth, and from the 
analysis of these results given in Table II it is seen how 
the percentage decrease in dielectric strength increases 
as the number of layers is increased. 

6.— THERMAL CAPACITY OF THE ELECTRODES. 

Sufficient has already been said regarding the very 
vital effect on the dielectric strength of the temperature 
of the insulation to enable it to be readily understood 
that the thermal capacity of the electrodes may under 
certain conditions exert an influence on the breakdown 
voltage obtained. Figs. 14 and 15 show some results 
chserved during tests on varnished cloth and fuller- 


with the two kinds of electrodes became less as the initial 
temperature of the sample was increased. When the 
tests were carried out at 100 deg. C. the time-voltave 
curves for each set of electrodes practically coincided, 


7.—SIZE AND SHAPE OF ELECTRODES. 


Although during investigational work various experi- 
menters have employed all shapes of electrodes,* includ- 
ing needle-points and spheres of various diameters, it 
is usual during commercial tests of solid insulating ma- 
terials to employ flat plate electrodes. Even when the 
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Fic. 16.—A Piece or INSULATING MATERIAL COVERING EVERY CONDITION OF STRONG AND WEAK SPOTS, AND ASSUMED TO HAVE 
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CLOTH. 


SHOWING THE INFLUENCE OF THE RADIUS OF THE EDGE 


OF THE ELECTRODE ON THE DIELECTRIC STRENGTH OF VARNISHED 
(Diameter of flat piece of electrode was maintained at 5 cm.) 


Fics. 18 & 19.—DIFrERENCE IN DIELECTRIC STRENGTH OF Dry AND HUMIDIFIED VARNISHED CLOTH AND MICARTA. 


board with brass electrodes weighing about 1 Ib. each, 
ond also with electrodes composed of insulating material 
carefully shaped to exactly the same size and form as 
the brass electrodes and afterwards covered with thin 
copperfoil. The curves show that with either kind of 


TABLE II. (from fig. 13). 
| | 
| Dielectric strength | Dielectric strength | Per cent. decrease in 


No. of layers : : dielectric strength 
of varnished | when vojago ole calculated on dielec- 
: second. seconds. second Арнай, 
Volts per mil. Volts per mil. 
1 1,500 1,140 24 
2 1,140 840 26 
3 550 370 | 32 
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electrode the instantaneous breakdown voltage is the 
same; this is probably because the brass electrode has 
not time to absorb the heat and lose it through conduc- 
tion and radiation. During these tests it was also 
found that the difference between the results obtained 


(a) the area of the plates, and 

(b) the radius of the edges. 

(a) Area.— Practically all solid insulating materials 
are heterogeneous to some extent, and are therefore 
liable to contain both strong and weak spots. The value 
for the dielectric strength obtained with large electrodes 
may thus be different to that obtained with small elec- 
trodes. In fig. 16 is shown a piece of insulating ma- 
terial sufficiently large to cover every condition of weak 
and strong spots which may be expected with this class 
of material. Divide the sheet into six equal parts, each 
of area a, and imagine the strength of each square to 
have the value shown in fig. 16. With electrodes of 
area A, six tests are required to go over the whole piece; 
with electrodes of area 24, three tests; with 3a, two 
tests; and with 64, only one test. The results obtained 


used with solid dielectrics is verv similar to the variation ob- 
served in the case of gases: for which see '* Spark Over Volt- 
ages through Air.” by the same author, in B.E.A.M.A. Journal 
for November, 1920, 
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From the above it will be seen that the smaller the 
area of the electrodes the greater will be the figure ob- 
tuned for the dielectric strength, if this is calculated 
on the average, as is usually done. 
metal parts in contact with the insulation in an elec- 
trical machine may be many hundreds of times greater 
than the area of the electrodes which can conveniently 
be employed during the routine tests of the insulating 
materials, it is very desirable that the minimum figures 


TABLE III. 

Area of No. of Total area Diele ctric strength. 
electrodes, punctures. covered. Mux. Mìn. Average. 
A 6 6A 100 200 300 
2A 3 6A 360 200 280 
3A 2 OA 240 200 220 
6A 1 СА 200 200 200 


cLtained on the routine tests shouil be emploved in eal- 
culating the thickness of insulation required, and not 
the average figure, as 1s so often done. 

(h) Radius of Edge.—lf£ insulating materials could 
he tested and used between. electrodes consisting of 
planes of infinite area, the insulating material would 
be subjected to a uniform dielectric flux. In. all com- 
mercial electrical apparatus the electrodes are always 
of such a shape as to. produce what is known as an edge 
efet. This means the concentration of the dielectric 
Пах at the edge of the conductor, whether that edge be 
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As the area of the ` 


in the insulation, Lord Kelvin* has shown that the 
vapour pressure in tubes of the diameter met with in 
cotton aud paper fibres is sufliclentlv low to cause water 
from the air to be condensed in them at ordinary tem- 


peratures. Moisture is thus readily condensed in and 
is difficult to drive out of such insulatious. For this 
reason it 1s very desirable that the diclectric strength 


of insulating materials should be obtained under such 
conditions of humidity as may be experienced under ser- 
vice conditions, Fig. IX shows temperature-voltage 
curves for a batch of varnished cloth, parc of which was 
dried at a teinperatare of 30 deg. C. for 24 hours, and 
the other part suspended for 4& hours in a closed box 
in Which a dish of water at 25 deg. C. was placed, 
thus maintaining a relative humidity of 100 per 
cent. After this treatment, all the samples were tested 
in an oven containing a trav of water: this latter was 
considered necessary ‘because in an electrical machine 
the insulation is usually boxed up that it cannot 
readily get rid of its moisture when its temperature is 
raised, and under such conditions the lumiditv of the 
air surrounding the insulation is often as high as 100 
per cent. — Similar results obtained on micarta are 
shown in fig. 19. The large difference at the operating 
temperature (75 deg. C. to 85 deg. C.) between the 
humidified and dried s amples shows that when dielectric 
strength values are required for the purpose of design- 
ing electrical machinery, it is very necessary that tests 
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à sharp angle or whether it be a curve. The sharper 
the edere. the greater the flux density, and consequently 
the lower the voltage required to break down the insu- 
lation, Fig. 17 shows some results recorded by Mr. 
М. E. Tressler.* These were obtained on ten thicknesses 
ot varnished cloth, and show how the breakdown voltage 
Increases With an increase in the radius of the edee of 
the circular plate electrodes. The intensity of the stress 
Increases at the edge as the radius of curvature decreases, 
so that when the strain at the edge reaches a certain 
value which is the dielectric strength of the material, 
breakdown occurs. For convenience in commercial test- 
ше the radius of the edge cannot be made very large, 
and so the stress at the edge is always greater than the 
stress ut the flat part of the electrodes. This accounts 
for the fact that it is the exception rather than the rule 
t: obtain a puncture under the flat portion of the elec- 
rede, the breakdown being ahnost always on the circum- 
ference of the circle bounding the flat portion. 


R.—MOISTURE CONTENT. 


In the case of absorbent materials, the dielectrie 
strength is very largely influenced by the quantity of 
moisture contained in the material. In mines, docks, 
ships, &e., the relative humidity is about 100 per cent. 
anring a large part of the year, whilst on wet days, and 
especially during fog, the relative humidity of the air in 
iactorles, on electrie trains, &c., may be as high as 100 
per cent. 1f a motor cools down in a damp atmosphere, 
moisture is drawn into the capillary tubes of the fibres 


*See General Electric Review, March, 1913. 
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Dry AND HECMIDIFIRD Mica CAMBRIC. 


21.— DIFFERENCE IN DIELECTRIC STRENGTH OF FULLERBOARD WHEN TESTED IN AIR AND OTL. 
2) — DIFFERENCE BETWEEN TESTS IN AIR AND TESTS IN OIL IN THE CASE OF MICARTA PLATE. 


should be carried out on humidified samples, unless it 
is known for certain that the machinery will never be 
exposed, after it has been dried out and installed, to a 
damp atmosphere. Thus in the case of oil-immersed 
apparatus the dielectrie strength of the dried samples 
may safely be emploved in calculating the thickness of 
the necessary insulation, but for standard lines of 
motors and switchgear, the humidified values should Dbe 
used, as it is very likely that such apparatus may be in- 
stalled in places where the humidity is high. Electrical 
equipment intended for electric trains, tramears, docks, 
ships, and mines, &e., call for special consideration 
from the point of view of moisture absorption, and in 
the majority of these cases the extra expense of mica in- 
station is fully justified bv the greater reliability which 
its use ensures. Curves for mica cambrie insulation ex- 
posed to damp and dry conditions are shown in fig. 20, 
from which it will be seen how little the dielectric 
strength decreases in m with the absorbent 


materials shown in figs. 13 and 19. 


9 —Tersts CARRIED Ост Іх AIR OR IN Orr. 


For convenience it is customary to carry out routine 
tests of insulating materials in air, and only to im- 
merse the sample in oil when it is of such dimensions 
that tlash-over would occur before puncture if tested in 
air. Under certain conditions, however, very different 
values are obtained for the dielectric strength, depend- 
ing on whether the test pieces are surrounded by air or 
bv oil. There are two principal causes for this:— 


*Ilcctrician, March 23th, 


1919. 


18 THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2,304. JANUARY 20. 1922. 


(a) Due to the difference in the distribution of the 
dielectric field, and 

(^) Due to the difficulty of driving off any moisture in 
the material. 

(a) Melectric Field.—When two metal parts аге 
separated by a solid dielectric and maintained at a 
difference of potential, the» dielectric flux is not uni- 
formly distributed, but is more concentrated at the 
edges than on the centre portion of the electrodes. The 
degree of concentration at the edges depends on the 
relationship between the specific inductive capacity 
(S.1.C.) of the solid dielectric to that of the surround- 
ing media. Air having a lower S.I.C. than solid di- 
electries results in considerable concentration of the flux 
at the edge of the electrode, whilst if tests are carried 
out in oil, the Hux distribution ix made more uniform, 
due to the 5.I.C. of the oil being nearer to that of the 
n aterial under test. As breakdown takes place as soon 
as the voltage gradient exceeds the dielectric strength of 
the solid dielectric, it follows that the voltage required 
tc produce breakdown will be lowest when the tests are 
carried out in air. This is illustrated by the low tem- 
perature readings in fies; 21 and 22. As soon as the 
voltage gradient at the edges of the electrodes exceeds 
the dielectric strength of the air or the oil, corona is 
formed around the electrodes. The effect of corona is 
to distribute the edge effect over a band surrounding the 
electrode, and so reduce the flux distribution at the edge 
of the electrode. The following illustrates this fact: If 
a sheet of good insulating material is tested in air, 
using a needle point as one electrode and a flat plate 
as the bottom electrode, corona forms previous to break- 
down, and spreads out over the surface of the insulation. 
If a few breakdowns are obtained under these conditions 
and similar tests are then made with a drop of oil sur- 
rounding the needle point, it will be observed that in 
the latter case no corona is formed, thereby causing the 
dieleetrie Hux to be concentrated at the point of the 
needle, which results in breakdown taking place at an 
appreciably lower voltage than when corona was per- 
mitted to form. From consideration of the distribution 
of the dielectric field. alone it cannot be stated for a 
general case which method of test will give the highest 
dielectric strength. and the other faetors which influence 
this need consideration. 

(4) Moisture.— Practically all fibrous. insulating ma- 

terials when tested in a normal condition contain a 
certain percentage of moisture. When voltage is 
applied to the insulation, so-called leakage currents 
flow through the insulation, and by so doing raise the 
temperature of tle insulation above the temperature of 
the surrounding media. This causes the moisture in 
the insulation to be driven out, and drops of water are 
often seen condensed on the underside of the electrodes 
if examined immediately after the breakdown of a piece 
of damp material. When tests on such materials are 
made in air, the moisture freely escapes, and if the volt- 
aye is raised sufficiently slowly, it is quite possible to 
use the leakage currents to very effectively dry out the 
material under the electrodes. As the moisture content 
decreases, the dielectric strength increases, and conse- 
quently higher values are obtained than would be the 
case if the moisture was retained in the insulation. 
When the material is tested under oil, this moisture 
cannot escape unless the temperature of the oil is well 
over 100 deg. C. Figs. 21 and 22 show results of tests 
on fullerboard and micarta, and clearly indicate the 
extent of the reduction due to oil sealing in the mois- 
ture. From these curves it is evident that very great 
care should be taken to thoroughly dry out all oil-im- 
mersed apparatus before the insulation is immersed in 
the oil. When surrounded by air, fibrous insulating 
materials comparatively easily take up and get rid of 
moisture, but when surrounded by oil thev can only with 
difficulty absorb or get rid of moisture. 


CONCLUSIONS. 


From the above remarks it is seen that there are so 
many factors which influence the dielectric strength of 


solid insulating materials, that it is a truism to say that 
within fairly wide limits any piece of solid insulating 
material сап be made to have almost any dielectric 
strength. In other words, it is absolutely essential that 
the test conditions should be either stated or distinctly 
understood, in order that figures quoted for dielectric 
strength may be of any use. Although millions of di- 


electric strength tests have been carried out in practi- 


cally all civilised countries of the world, there is not at 
present any recognised standard of test conditions for 
the determination of dielectric strength. Consequently 
there is often difficulty in getting results to compare 
with those of sother experimenters, even when the tests 
are carried out on materials of the same quality. The 
choice of the most suitable test conditions is a very wide 
опе, and calls for the most careful consideration of those 
who have had practical experience in testing insulating 
materials. The eonditions selected should be subject to 
the following considerations: — 

(a) They should represent as closely as possible the 
conditions under which the insulation will have to 
operate 1n service. 

(^) They should be of such a nature that results can 
be obtained in the shortest possible time. This is most 
necessary for routine testing where many samples have 
to be handled each dav. 

(c) Thev should be such as to reduce 
element to a minimum. 


the personal 


RECOMMENDATIONS, 

In this connection a few suggestions are given for the 
determination of the dielectric strength of solid insulat- 
ing materials :— 

The test equipment should conform as closely as 
possible to the requirements mentioned under ^*' Test 
Equipment " earlier in this article. 

2. The temperature of the sample and the electrodes 
should be approximately 90 deg. C. 

3. As it is linpossilité to construct a standard thick- 
ness voltage curve which would be applicable to all 
grades and kinds of solid. insulation, and as each ma- 
terial is used in а large number of thicknesses, it is 
desirable that the value for the dielectric strength should 
always be suffixed or prefixed by a statement regarding 
the thickness to which this value refers. When the 
material is usually emploved in service in a less thick- 
ness than ] em., it is customary to express the dielectric 
strength in volts per mil (1 mil = one thousandth of an 
inch), and when used in greater thicknesses than 1 em.. 
the dielectric strength is expressed in kV per em. 

4. If the information is required for the design of 
electrical machinery, the shape of the test pieces should 
be such ах to produce as nearly as possible the same dis- 
tribution of electric field as will be likely to occur under 
service conditions. For comparative purpose only the 
shape of the insulating materials should, whenever pos- 
sible, be a flat plate. 

As the standardisation rules specify one minute as 
the length of time during which the h.v. test on finished 
machines 1х to be applied, it is essential that all figures 
obtained for dielectric strengths should be based on the 
maximum voltage which the material will withstand for 
one minute. This can be determined by first running 
the voltage up at the uniforin average rate of 1,000 volts 
per second, and then attempting to apply 75 per cent. 
of this voltage for one minute. From the result of this 
second test the maximum voltage the material will 
withstand for one minute, can soon be ascertained. 

6. The electrodes should consist.of a material of low 
thermal conductivity and low specific heat, covered with 
metal foil about .005 in. thick. 

7. The area of the electrodes should be about 4 sq. 1n.. 
and the effect of the size of the electrodes should be 

taken into account bv calculating the dielectric strength 
on the lowest breakdowns obtained and not on'the aver- 
age. To overcome the variation due to the variation in 
the radius of the edge, it is suggested that square edges 
should always be used. The metal parts of an electrical 
machine have frequently very sharp edges. A 2-in. 
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cube of insulating material covered with metal foil has 
меп found to form a very suitable and convenient. elec- 
trode, 

х. To wipe eut as far as possible the past history of 
the material, which may have been artificially dried 
before being subyiutted for test, the samples should. he 
suspended) for 24 hours in a humidifier (a. closed box 


containing water at the bottom) and kept at about 25 


thee, C. 

9. lë the insulation is intended for use in non-oil- 
Immersed apparatus, the breakdown voltage tests should 
be carried ont in an oven containing a dish of water, 
«o ds to give LOO per cent. humidity at the test tenipera- 
If the insulation is intended for use in о-и 
apparatus, the voltage test should be carried 
wut in oil of commercial purity. (хау, having a break- 
down voltage of 14.000 volts when tested between needle 
ports spaced horizontally anil 1 іп. apart). 

As the correct determination of the dielectric strength 
isthe very foundation of all insulation desten, and as 
the reliability of all electrical machinery so very kirgely 
pends on. the. insulation, те is hoped that. the above 
remarks will stimmlate an Interest. in this verv im- 
portant subject, and that before long some. standard 
method oË eonduetine this test will be evolved. 

jEntaTUM.--On. p. 40 of. our hast issue, the mote in 


тиге. 


шеге 


small type appearing under fie, T should. have been 
placed under fig. 10, to whieh it relates. Eps. ELEC. 
luv. | 

TELEPHONE LINE WORK IN THE 


UNITED STATES. 


Discrsston AT LIVERPOOL, 


M the Liverpool Sub-Centse of the North-Western Centre of 
ue Institution oof Electrical Engineers, om November tli, 
Pel, Mr... К. 8. Bangs paper on the above subject 
distracted: in our issue af Noveianer 25th) was read, and in 
iurant the discussion Mr. A. a. Hawes said. that he did 
not thank that telephone engineers in Кийин eculd readily 
wold eoa paring Anerian and British practiee. fundis- 
emanate сеа of American methods would be very in- 
appropriate, as the greatly varvinz conditions ише dillerences 
Inevitable: Other factors, such as the. Ше ool plant, annual 
itlilenanee Charges, and depreciation, also entered mto. the 
question, The wider open spaces dn Ашейшса Беги ей of 
pant being destined of a леу utilitirian type, and ugli- 
ress Wits Not so conspicuous. Wath regard to. the relatively 
денег bunnadityv of the British climate, for охире, the use 
&bulass gnsulators with wooden splndies, and the drop wirmg 
stern Would) be Unsatisfactory owing. to дА Ин losses. 

No reference мах made to any scheme for the Денеа] train- 
шы ot the jumor grades cf the engineering stall. On ie whole, 
the work wis organised en sunlar tines in this country. Devel- 
sPient studies 1n Aimerica proceeded on alimiost identical Hnes. 
ane of the gnformation sought for might be considered as 
bent of tuo searching a character, but experience strongly 
confirmed that statistics of a very complete Kind were essential 
to avoid waste of capital, or costly and premature replace- 
ments of serviceable plant. The provision of cable stubs at 
suitable branching-off points along the main cable was a useful 
мее for obtaining flexibility in cable pair distribution. Tee- 
ну on at the mam cable joint was a disadvantage which 
“ould, perhaps, be better avoided by looping pairs through the 
stub) cable. Hle was unable to accept the suggestion (without 
‘ane reservation) that the arrangement prevented faults; the 
nek was, to some extent, shifted from the main eable Joint. to 
the stub cable. The method described in Section 5 of erecting 
wert cables was generally sound, particularly with regard to 
the shart spans. The practice cf driving two bolts transversely 
throngh the рое, instead of carrying a band round. the pole, 
ta secure the chump, unnecessarily weakened the pole. Greater 
vare had to be taken of telephone poles in this country, as the 
шунх were пирог, and they were extremely costly, for 
міне) reason it was necessary to set them farther apart. 
The opinion was rather widely held that marline. a vegetable 
substance, had deleterious effects on lead sheathings in damp 
wiuospheres—rawhide strips for hanging and tying up the 
cible to the suspender. wire were preferred. The Орт. arm 
spacing, instead of 12 in., would very. seriously limit the wire 
marrying eapacity of poles, but must considerably minimise 
the tisk of faults if the wires were properly regulated. 

Мк. AL. Pratt said а significant statement was * that no 
small measure of direct responsibility rests with the chief 
enzmeer in the matter of providing a fair return. That was 
à sound principle, capable of wide application in spheres. of 
tahour generally. Tt was a matter of surprise to find that 
Vinerican engineers made such a liberal use of concrete. Cases 


«неге to ducts in England were very rare. dn. laving 
earthenware conduits through large towns and cities it 


happened that in probably 90 per cent. of the cases the con- 
duit. had necessarily to be laid at a greater depth than the 
standard 24 in. in the carriageway, owing to the presence of 
foreign mains and obstruction, which was an additional pro- 
tection. 

As regarded pressure testing, if would seem a wise precau- 
tion. to. pressure-test main cables after the completion of the 
plumbing operations. 16 would be a dificult matter to ensure 
a perfectly hermetically sealed lead tube, say, from Birtuing- 
hami to Liverpool, by relying upon the plumbers’ work alone. 
Moreover, the cost of pressure-testing by either dried air or 
CO, was comparatively small as compared with the cost of 
renewing a length or so of expensive main cable. Again. as 
regarded the insulation resistance, they used im this country the 
desieeator as the construction work proceeded, and on com- 
pletion of the cable they had a perfectly sealed tube, all 
еа попа points having been eliminated, and they could, if 
desired, obtuin an insulation resistance of 20:000 inegohtus per 
mile. Sabsequent to. the initial desiccating operations there 
was no further need to desiceate unless a fault occurred. To 
renew the length would probably necessitate rebalancing over 
a long deneth—perhaps half a запеа very expensive operation. 

Мк. P. Мккскн explained that one feature which tended to 
distinguish Arneriean practice from British was the dependence 
of the former on the skill of them workinen, which appeared 
to be such that faults atbibutable to bad workinanship were 
so few and unimportant that it was not worth while taking 
steps for their elimination. In America it appeared. that 
pressure-testiig Was not carried out, presumably because the 
expense was too great, and it was preferred instead to risk 
occasional faults in the lead sheath, which nuetit admit 
moisture, and m turn either ereate a definite fault or eause 
electriea! unbalance between the wires of a four-wire core, 
and therefore cross-talk between the three сте in that core. 

One could but admire the flexibility and vision evidenced 
in the Mnereasn system. ft was only necessary to refer to 
the cable racking of large man-holes whereby any cable joint in 
the qann-hole could be readily made or altered without inter- 
fering with other cables, to balloon joints in a cable whereby 
additional eiremts could be loaded: without undue. difficulty, 
to stub cables by which a flexible distribution was ensured, and 
to the use of aerial cable wath terminals on the carrying poles 
м Вегер new subseribers could be readily conmiected, in order 
to see the high standard which had been ettamed in that 
respect, 

Мн. TL \baves agreed with the anther that the stub cable 
method appeared: good for inerewsing the flexibility of. the 
nau. system, but whet precsttisos were taken to prevent 
faults developing in the stubs? The methods employed for 
superimposing Hines on aerial hnes were remarkable; Пе and 
many others had spent hours on balancing lines to prevent 
overhearing on the superimposed cireuits, which were called 
“plas trunks.” Sectional tests were mide m order to. pin 
down the trouble to some particular section; but no one defect 
that wonld cause the trouble could be found. The trunks m 
question were about Озине long, and ineluded underground 
and зема eables and open tne. Phe only conclusion they 
could arrive at owas that the insulation resistance and capacity 
ol the open hin s (hich passed through trees) were greatly 
and unevenly affected by the ever-changing atmospheric con- 
ditions. Those plus. степи never did work satisfactorily. 
Drop or vertical joints on aerial eables consisted of a closed 
lead sleeve with an externally threaded brass eollar, which 
Wis fitted en to an internally threvded= brass collar. The 
serewed qomt was ade damp proof bv the use of à rubber 
ring ar washer: the two ends of the cable to be jointed were 
brought into the ton of the eollar, and the space between the 
cables and collar was securely closed by a wiped joint. The 
great advantage claimed for the joint over. and above. the 
horizontal type was accessibihty of conductors for changes or 
tests. The morsture-proof qualities of the joint were claimed 
by Kempster B. Miller to be perfect, but the speaker con- 
sidered the mechanical construction vers weak on account of 
the expansion and contraction of the cable affecting the wiped 
jeint. With the erank handle method of twisting, on account 
of looseness of joints, continuity bad been interfered with. 
Experimental tests with a buzzer and an exploring eoil—7really 
an mduetion cotl—so far as пола enables were coneerned, 
presented no real diffieulties || Undereronnd. cable. testing by 
that method was quite a different. proposition; as the tron 
conduit around the cable appeared to aet as a magnetie sereen. 

Мн. C. PL BorroN. confined his remarks to that portion of 
the paper that dealt with underground cable work, and was 
ureatly interested to hear that duets were laid on a (fin. eon- 
erete foundation, as he was of the opinion. that that was a 
most important point, especially im cases where the external 
diameter of the cable to be installed approximated that of the 
internal diameter of the duct. His experience had been that 
when the duct line was laid without a rigid bed (referring to 
lized earthenware ducts with spigot and socket. joints, as 
used by the British Post Offiee) irregularities might occur in 
level at pipe joints, and an secumnlation of those irregularities 
m a duet section constituted a serious source of friction when 
a length cf cable was heme drawn in. Under those. con- 
ditions the sheathing of the cable was subjected to very great 
strain, and to prevent that he considered the provision of a 
eonerete bed for obtaining the eorreet. level would be well 
repaid. In the case of underground balaneed-trunk cabling 
the speed of. drawing in. determined, within. certam limits, 
the rate of progress of the whole work. The practice of 
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always providing a draw wire in one duct when a conduit line 
was being installed. was sound, as it might be assumed that 
when a conduit route was installed cabling operations would 
follow immediately; much time and expense was therefore 
saved by precluding the necessity of rodding operations. 

The author stated that concrete was now more frequently 
used in manhole construction. That was no doubt cheaper 
When a clear run could be obtained, but the speaker imagined 
that in congested street areas where pipes, &c., had unavoid- 
ably to pass through the manhole, concrete construction would 
be more expensive than brick owing to difficulties with the 
shuttering. The practice of providing that entry was made 
in the centre of the manhole m ali cases was excellent, and 
the provision of a ladder seemed to be of primary Importance. 
The installation of racks during manhole construction was 
also an important point, as it Was imperative that the cabling 
gang should have means of supporting the ends of the cable 
after drawing-in, to avoid kinking at the duct mouth. 

Progress in. drawing-in must undoubtedly be expedited by 
the adoption of standard manhole construction, and he had 
always been of the opinion that a maniila rope was unsuitable 
for drawing-in purposes owing to the fact that the rope 
stretched to a great extent before the cable moved, and when 
the litter did move the cable entered the duct with a rush, 
thus causing a danger of the cable being kinked and damaged 
at the feeding end. 

That any lubricant used acted as a lubricant only, and did 
not form an effective preservative against chemical or electrical 
action on the lead sheath seemed probabie in view of the 
fact that much of the lubricant must be scraped off the 
sheathing at various points during drawing-in operations. Re- 
garding: the statement that four miles of full-sized cable was 
drawn-in in one day by a gang of twenty men working for 
ten hours; it seemed to be a remarkably small time allowance 
for all the operations, and the question naturally suggested 
itself: How many motor winches were used? Also whether 
the operations covered a distance of four miles from point to 
point, or Whether several cables were drawn-in at one position, 
thus doing away with the necessity of moving the motor winch 
after every two pulls? The figures given for speed of jointing 
were indeed remarkable, and it seemed especially imperative 
that underground balanced-trunk lines should be air-pressure 
tested, as should it be found necessary to withdraw a length 
owing to faulty pluinbing or sheathing much time and expense 
would be involved in breaking up the loading coil section to 
balance in the new length. He was also surprised to note 
that no attempt was made to remedy low insulation by means 
of desiccating, as there was no doubt that very good results 
could be obtained if desiccation Was properly carried out. A 
disadvantage of waxing joints was that the colours of the 
marking papers were to a large extent neutralised by waxing. 
When jointing a balanced trunk. cable according to a pre- 
arranged selection scheme that might lead to serious errors, 
especially when working in а manhole in artificial light. The 
speed of 50 ft. per minute for drawing-in cable could be quite 
sufely used provided the cable could be suitably lubricated. 
The paper contained many points of importance which could 
be profitably adopted in this country. 

Mn. J. A. Моктом thought that one reason for the great 
developmnent of the telephone industry in the United States 
was that, generally speaking, the construction there was not 
so substantial as it was in the British Tsles—the Americans 
were willing to take more risks and to experiment more fre- 
quently, and thus got a cheaper construction, and so a cheaper 
service. Americans would also run a line out of their way for 
one or two customers, knowing that if the poles were once 
there a demand usually followed from others, as it did in the 
case of an electricity supply main—once put the main down 
and the customers would come along. A percentage of tin or 
antimony in the sheath of both aerial and underground. cables 
strengthened the lead, but it did not help against chemical 
action. A lead sheath with 3 per cent. of tin in it was 20 per 
cent. stronger than a pure-lead sheath, and, seeing that tele- 
phone cables had not much lateral strength. for that reason 
the Americans were quite right in using the tin both for under- 
ground and for overhead cables. In this country the Post 
Office used no tin in underground lead sh aths; possibly it 
Was not thought worth the extra money, | 

That untreated cedar poles had. a life of nineteen years 
seemed rather a long time, though by creosoting under pressure 
that life might easily be doubled. There seemed to be no 
general rule in America as regarded the factor of safety of the 
poles. "The cost of pole roofs was very small, and it would add 
to the life of the pole. All the faney stay ‘ gadgets " were in- 
teresting, but after all was said and done nothing beat the old 
“dead man ” (usually and fittingly part of a defunct ralwav 
sleeper), and all the patent earth-horing anchors required soil 
reasonably free from large stones, otherwise one could not vet 
them. т. He doubted if they were as strong asa “ dead 
mon when they were in. 

Wooden insulator pins would not last nearly so long as 
galvanised steel. In that connection a lapping of jute string 
at the bottom of the threads on iron pins would stop jarring. 
He thought that glass insulators developed internal disruptive 
stresses under temperature changes and were verv unreliable, 
bnt apparently that diffienltv had been got over in America. 
The photograph of the 2.000-volt nower line with the delight- 
fully simple so-called guard апи underneath and mst above 
the telephone wires might make some people feel safe, but the 


speaker would not care to use that telephone wire when the 
power wires had been brought down by a storm. 

The vibration method of finding the dips was like finding 
the tension on a fiddle string by its note—or counting the 
number of its vibrations, if that could be done. Single cable 
rings would grip the wire, and would nof move about in a 
wind, but it seemed like setting a cable on a knife edge, 
especially when that cable veighed from 4 to 8 lb. per foot. 

If the statement that there was a saving on the annual 
cost of aerial cable meant а saving in maintenance costs he 
could not agree, nor did he care for. the idea of creosoted 
wooden ducts, as they absorbed moisture, and it Was essential 
that the creosote oil be absolutely neutral or there might be 
trouble with the lead. 

Мк. W. Норттм said that the upkeep expenses of aerial 
cables were less than for underground ones, which seemed con- 
trary to what one would expect. The description of the crank 
handle method of jointing was interesting, and it was not 
apparent why it should not be adorted in this country. 

Мк. W. CowBunN thought that che methods of construction 
adopted in this country would bear favourable comparison 
with those in the States, where the industry had been left 
open to competitive commercial enterprise. On the other 
hand, in England they should have the advantages accruing 
from one ownership. With regard to the question of organisa- 
tion, there appeared to be no engineer-in-chief, which meant 
that the ultimate deeision as regarded technical matters rested 
with an individual who was not necessarily an engineer. It 
wonld appear that the scope for the use of 34 lb. conductors in 
this country would be very limited. Aerial cables would never 
be used so extensively in England as in the States; it was 
much more likely that cheaper methods of construction would 
be looked for on the lines of protected cable. — Where апу 
metal eame into contact with the lead sheath damage would 
be done to an aerial cable, and had not Mr. Byng pointed out 
the extensive use to which the Bonita and Blackburn steel 
suspension rings were used in the States the speaker would 
personally have hesitated to use them. 


SMOKE ABATEMENT. 


REPORT OF MINISTRY OF ÍIlrALTH COMMITTEE. 


THE Committee appointed in January, 1920, by the Minister 
of Health, to "' consider the present state of the law with 
regard to the pollution of the air by smoke and other noxious 
Vapours, and its administration, and to advise what steps 
are desirable and practicable with a view to diminishing the 
evils still arising from such pollution," has published its final 
report (H.M. Stationery Office... Price 6d. net). 

The opening sections of the report give a concise review of 
legislation enacted to diminish the amount of smoke from 
industrial establishments and the powers. given to local 
authorities in this matter. The regulations in force in London 
are set out separately, and it is noted that under one of its Acts 
the С.С. is empowered to expend а sum of £500 annually 
In making experiments and investigations with respect to 
smoke consumption and abatement. ‘The restrictions placed 
upon railway and road-locomotive companies are touched 
upon, and particulars of a number of local acts dealing with 
the subject of smoke nuisance are given. Conditions in Scot-. 
land and in certain foreign countries are discussed brietly. 
Section V deals with the waste and damage due to smoke. It 
is estimated that the potential fuel annually discharged into 
the atmosphere in the form of soot amounts to 24 million 
tons from domestic fireplaces and to 900,000 tons from in- 
dustrial establishments. (These figures refer, presumably, 
to this country alone.) At £2 per ton this represents an’ 
annual and direct. waste of £6,000,000. It is shown in the 
report how injurious to health and buildings this pollution 
is, and the fact that a great deal of material detrimental to 
health is discharged. is proved. by the mean monthly 
deposits of solid matter per square mile in Birmingham and 
London, which are 54.2 and 25.4 tons respectively. In Sec- 
tion VI the use of raw coal in domestic establishments is 
condemned as a wasteful, dirty, and unscientifie process, and 
its substitution by superior methods is touched upon. For 
large buildings such as hotels, clubs, and blocks of offices, 
the best svstem ts said to be some form of central heating 
arrangement with supplementary heating by gas or electric 
fires. The Committee, therefore recommends that local 
authorities should be empowered to frame by-laws enforcing 
the provision. of smokeless heating arrangements in new 
buildings other than private dwelling houses. With regard 
to electricity, it is stated that * from a hvgienie and labour- 
saving point. of view, electric cooking and heating has much 
to recommend if, and the Committee hones that the prices 
at present charged in many localities will be reduced to such 
a point as to allow of a considerable extension of its use." 
The report also says that gas for cooking and heating also has 
many advantages over a coal fire, and the use of gas coke for 
central heating and for open grates is recommended. Tow 
temperature carbontsation forms the subject of Section VIT. 
‘The generer conclusions. of the Director. of Fuel Research 
during an inspection of an installation at Barnsley (described 
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mur issue of November 18th, 1921, p. 664) are set forth. It 
i sud that until the engineering, technical, and economic 
sets have been further tested and developed, it will not be 
ple to determine how far this particular. method will 
гше to the solution of the national problem of the 
poner utilisation. of coal. In Section VIH industrial sinoke 
i nddered under two heads :—Smoke from boiler furnaces; 
and smoke from other manufacturing processes, Regarding 
ite funner it is shown that, under normal conditions and with 
viet stoking, little or no smoke need be produced, and that 
m many cases 16 would be practicable without undue ex- 
ишге to reduce considerably the amount of smoke al- 
miv emitted. Special classes of instruction for stokers are 
remmmended. An -absolute prohibition of the emission ot 
vuvke from certain other processes is considered impractic- 
rie, and the law should be altered so as to provide that 
eenüfacturers. should take all practicable steps to reduce 
lution of the atmosphere; absolute prohibition if properly 
«oed would be likely to destroy some industries. Among 
uber suggestions made are that a standard enabling an 
атту te define a nuisance should be fixed; and that the 
mson of " grit "" should also be a punishable offence. The 
nuty of proving a smoke nuisance case is illustrated by 
the “Lots Road case.” in which the Chelsea Borough Coun- 
a pisecuted the Underground Electric Railways Co. The 
&ocutors in this case failed to convince the magistrate that 
ite мпоке from the power station was scientifically “ black.” 
yh cases deter local authorities from taking action, and 
пе Tors at present imposed are also too trivial to act as a 
пем. It is suggested that more uniform practice should 
ж established and that adininistration of the law in this 
rect should be in the hands of County Councils and the 
баш of County Boroughs. The Minister of Health, it 
к sidered, should appoint one or more competent officers 
t advise and assist both local authorities and manufacturers 
‘th regard to smoke problems. In connection with noxi- 
vis харош it is reported that, while nuisances from chemical] 
“tks are not unknown, the Alkali, &e., Works Regulations 
st, 40, appears to be adequate. In its general conclusions 
t Committee recommends a stricter supervision of local 
etes by the Ministry of Health with regard to smoke 
sil noxious vapours: defaulting authorities should be. com- 
Hil to act in cases of serious pollution of the atmosphere. 
\ umber of Appendices follow the report. Appendix A, on 
“ike abatement in Germany, says that while condi- 
as generally are better there than in this country it is 
аде the great development of industry is of comparatively 
met growth. Appendix B reproduces the Committee's 
tenm Report which was briefly reviewed in a note on 
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CORRESPONDENCE. 
Lir received by us after 5 p.m. on TUESDAY cannot appear 
intl the following week. Correspondents should forward 
"vir communications at the earliest possible moment. No 


"ter сап be published unless we have the writer's name and 
VIN tn our possession. · 


High-Pressure Fuses. 


"ith reference to the article on " High-Pressure Fuses " 
ing m your issue of November 25th, and a letter hy 
*. . B. Rudkin. on December 30th, your contributor has 
“wl several points of general interest. 

^L Rudkin points out the possibility of only one fuse 
„720 ina three-phase circuit, thus leaving the circuit of 
U- other phases complete, . with consequent danger ‘to the 
ors. We would point out that the "' Empire ” S. & C. high- 
"п fuse is not intended to open a circuit on ordinary 
read, but is specially designed and constructed to protect 
He ne and apparatus from short circuits. Under the condi- 
Ра short circuit, it is practically certain that the exces- 
Tish of current. will blow two or all three fuses. If. on 
"ther hand, the current graduallv increased, the oil switch 
“with the fuse would trip and open the three phases, 
"Uf it should happen by a. combination of circumstances 
"ot the fuse in one phase only should blow, then the over- 
i a the remaining phases would be sufficient to open the 
E о, of 

E Point 15 only of interest, of course, so Iar'as three-phase 
its are concerned. In single-phase circuits, such as 
m transformers, &c., the condition referred to cannot 


EA | | . | ve E and e | 
Ch recard to: the opening of high-tension lines on short 
te where а large amount of power ig available, the oil 


БА often give trouble and sometimes even fail 
"ietely. | . | 


Pe к Empire." .§, & С. fuse is more rapid in its 
an the quickest-acting oll switch, and this rapidity 
„Tation reduces the explosive effect, which is still further 
.. ^^ fne fo the lessened possibility of vaporisation and 
pn Inside the fuse. | 
te tne last point raised by Mr. Rudkin, regarding the 
m» “atbon-tetrachloride, it anpears that he is not clear 


Ф 


* construction of the fuse. The fuse is completely 


sealed so that no liquid or vapour escapes under ordinary 
running conditions, and even when the fuse is blowing very 
little liquid is spilt. ' 

The trouble involved in cleaning any contacts after a short 
circuit is negligible. 

J. M. Scott. Maxwell, 
Managing Director 
Electric Control, Ltd. 
Glasgow. 
January lth, 1022, 


A Message from Mars? 


I think that if " S.0.S.," St. Annes. will investigate his 
"anessages " he will find they are due to a condition of 
resonant. vibration in his pipes, caused by one or more partial 
alrlocks in the pipes concerned. ТЕ this Is so, It can be stopped 
by opening a tap for a minute and closing it slowly and 
without. shock. | 
‚ А leaky ball-valve can also produce this same effect, par- 
ticularly if the lever is long and springy. 

| Another Sufferer. 

Rawtenstall. 

January 10th, 1922. 


———M—— MM 


I was very interested in the letters appearing under the 
above heading in your last two Issues, as I had a very similar 
experience to ©“ S.O.S. " about a couple of months ago. 

I happened to be staving in Oxfordshire for a couple of 
davs, and in the early hours of the morning, between 2 a.m. 
and 3 a.m., whilst lying in bed, could distinctly hear sounds, 
very simular to the sounds heard in the telephones of a wire- 
less receiving set. There was the same slightly musical 
note that is peculiar to some transmitting stations. These 
sounds were not audible in all parts of the room, but only by 
lving in bed with one's ear to the pillow. The wire mattress 
seemed to be acting as a receiver. The sounds lasted about 
half an hour, and the same thing was repeated on the second 
night of my visit. | ; 

The house is a small one in a quiet neighbourhood, without 
hot water or electric light. T was so confident that these 
were wireless signals that I intended investigating the matter 
thoroughly, but unfortunately had to leave before I had a 
chance to do во. 

Perhaps one of vour wireless reuders will enlighten one who 
is seeking for information. 

Inductance. 

Jantary 14th, 1922. 


—————— À——MM 1 


High-frequency Stray Sparks on Motor:cars. 
With reference to the article by “ Voltman ” in your issue of 
December 30th, 1921. it may be of interest to him and to your 
readers to know that I had conclusive proof of high-frequency 
effects from motor cars as far back as 1913. 

I was using a small wireless installation situated at the back 
of a house, and while listening with head-gear telephones I 
heard a faint humming sound which grew gradually louder 
until it reached a maximum, and then it began to fade awav. 
Wondering what it could be I removed the telephones, and 
then could plainly hear the sound of a motor-car engine as it 
passed away ш. the distance. Since that time I have on 
several occasions heard a similar effect, and being prepared 
have verified the maximum intensity point as the car passed 
the house. I have noticed many cars that do not give this high- 
frequency oscillation, or if they do, it is quite inappreciable, 
being too small to affect the receiver. even. when the car as 
quite close, whilst others are most marked, giving avite a loud 
note when close, and affect the wireless receiver when about 
400 vards distant. | 
. The receiver although not a valve is a rather sensitive one, as 
it can be made to respond readily to the ringing of ordinary 
electric bells in neighbouring houses. The postman provides 
à ready means of calibration. 

| Night Watcher. 
London, C 
January 12th, 1022. 


—————————————— 


Mysterious Phenomena. 

With reference to" Ginger Beer's ” letter in the ELECTRICAL 
Review, of January 6th. I should like to mention that I have 
come across a similar instance of à person getting a shock from 
a water tap to earth. : 

I am of the same opinion as the editor, that is, that it 18 
due to the fact that the resistance of the water pipe is lower 
than that of earth. l 

But it seems rather remarkable that the potential difference 
is sufficient to give a person a shock when, as in my case, the 
original potential difference was only 105 volts to earth, - 

I have recently come across a paragraph in an old pocket 
book which gives particulars of an experiment carried out. 
where bare conductors were submerged in a canal for abovt 
a quarter of a mile and an electric current was passed through 
them. working a telegraph instrument which proves that al- 
though a bare conductor js surrounded by earth, it need 
not drop to earth's potential. 
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I am inclined to think that the sounds in the telephones 
are due to the close proximity of conductors, which would 
induce a current in the 'phones on the telephone circuit being 
closed by earthing the two leads. 

Interested. 

Bristol, 

January Oth, 1922. 


Single and Polyphase Commutator Motors. 


With reference to your notes in last week's issue of the 
ELECTRICAL REVIEW re above, 16 might interest you to know 
that we have actually installed. at these works two 18-h.p., 
400-volt, 9U-cvcle, 3-phase, a.c. commutator motors, with shunt 
characteristics, for driving two rotary " web '' presses. 

The motor is capable of giving à speed range of 375,'1,500 
r.p.m. by hand-wheel control, the torque being constant at 
any speed, in addition to which, push-button stations are 
fitted at various positions on the presses for "Starting," 
* Inching,” and "' Stopping.” 

We believe these two machines are the first of their kind 
installed and running under working conditions jn this 
country, at any rate for this class of work. 


| W. T. Kenney. 
London, Newnes & Pearson Printing Co., Ltd. 


January 16th, 1929. 


A Mountain—or а Mole-hill? 


I must say that your article *‘ Killing the Goose " in the 
Review for January ІЗ is a most amusing and well-written 
sketch, but surely it is not meant to be more than that. 
Really, I hope the writer does not expect or wish us to believe 
that most of the famous houses in the electrical trade are in 
essence liars, thieves, and breakers of agreements, to say 
nothing of falsifiers of books. These things are very easily 
said, but to prove them 1s a very different matter. The manner 
in which your contributor writes is almost a direct incentive 
to every firin to break the lamp agreement, and I refuse to 
believe that such a low tvpe of morality is common to our 
trade. I know for a fact that there are some houses that 
would not stoop to such dirty work. for, no matter how 
amusingly you refer to it—no doubt to salve your conscience— 
that is what 1t is, and no man can lay claim to be an honest 
business man who depends upon such tricks for his trade. 

I sincerely hope the Lamp Association will have a reply to 
give to your contributor's article vindicating the honour of 
their signatories. 

Signaller. 

January lith, 1923. 


! Our correspondent certainly knows a humorous article when 
he sees it; but, having detected its humour, why does he treat 
it so seriously? A spice of exaggeration is one of the most 
usual ingredients of humour.—Evps. Etec. Rev.] 


Revenue from Power Supply at Lighting Rates. 


With reference to the letter in list week's issue of the 
EfectRicaL Review, by Mr. H. Challis-Sowerby, I should 
ike an opportunity for making a few observations thereon. 

The statement is made that 50 per cent. of the consumers 
in the Manchester district represent works and small shop- 
keepers and therefore are ruled out of the argument. That 
is hardly correct. Why rule them out? Surely in some of 
these works and shops a small electric fire would be welcome 
for use during the severe winter time for just, sav, an hour 
or so in the early morning or evening, or a small electric 
kettle for making a cup of tea, &c.: and these, if offered on 
the hire-maintenance system, would afford a real blessing to 
the consumers during those short intervals, and not all would 
feel inclined to go to the expense of running a special power 
circuit when the time such apparatus would be in use is во 
short. Many will pay a shilling or two per month at certain 
periods for hire of the articles, and be pleased to pay for a 
few units so used at lighting rate for the comfort, convenience 
and benefit of a little bright heat, or a quickly made cup of 
tea or cocoa at just those times when it is greatly appreciated. 

And again, 30 per cent. of the consumers are poor persons. 

Yes, and provided the scheme is properly explained and 
demonstrated, mv experience savs that those poor persons are 
the first to realise the benefit and handiness of an electric 
iron for a couple of hours per week, or a rapid toaster which 
can be brought into use at à moment's notice- -when hoth mav 
be obtained for use whenever necessary on hire-maintenance 
at about 6d. per week. | 
_ Also, that remaining 20 per cent. would surely be interested 
m one or more of the numerous small electricity-consuming 
devices now available. | 
| I do not suggest that any consumer would entertain tha 
idea of a number of these appliances being used off the lighting 
circuit, but T am certain some do, and others would, weleome 
electric radiant fires in bedrooms for a few minutes’ use 
nn and morning during the cold weather, and pav for 
ee ae oe such comfortable conditions, 

пома ; е whole expense can be cut out 
directly better weather sets in. Similar remarks may be 


applied to other apparatus, such as small hot-plates, curling 
tongs and shaving-water heaters, fans, &c. Once the con- 
sumer realises that for a couple of shillings the apparatus js 
his—or hers—for a month to use whenever the necessity arises, 
and that there is no fear of other charges for repair and 
maintenance, merely one penny for energy each 15 minutes 
it is in use—that consumer will want more. 

There is in every house or shop where electricity is available 
a demand for some form of electricity-consuming device, and 
a properly advertised and demonstrated scheme for the hire- 
maintenance of these goods would show the existence of such 
demand. 

No consumer thinking of using several heaters, cookers, 
&c., would dream of paying lighting rates, but it 1s the large 
number who at present do not make use of any who would 
be pleased to pay a little extra for the great convenience and 
comfort derived at seasonable times from tbe use of such 
small apparatus without going to the expense and trouble of 
a separate circuit and meter. 

Interested. 

January 16th, 1922. ` 


Change-over from D.C. to A.C. Supply. 


It will be useful if some of your readers can give an opinion 
on the following problem, which doubtless will affect many 
stations. 

A length of distributor 800 yards over ground consists of 
three single conductors, each conductor being paper-insulated 
and lead-covered. ‘The cables are laid solid in troughing. As 
they are rather cramped they touch each other at intervals, 
and are also bonded together. The current in the cables is 
140 amperes in the outers at the near end, falling to halt this 
amount at the far end. The current in the neutral is, of 
course, small. 

It is proposed to change the supply over from d.c. to single- 
phase a.c., 450 volts on the outers, 40 periods. The problem is; 
will there be trouble owing to currents induced in the lead 
coverings? One might expect that induced currents would 
cause heating of the lead coverings, and that there might also 
be difficulty owing to loss of voltage in the conductors them- 
selves. 

Anv information that can be given by readers will be 
gratefully received by 

Mains. 


Tynemouth Corporation Electricity Dept. 
January 16th, 1922. 


Commutator Notching Machines. 


In your current issue there appears a description of a com- 
mutator notching machine for cutting down the mica insulat- 
ing strips below the surface of the commutator bars. You 
state that the machine weighs about 99 cwt., that it has a long 
bed for supporting the armature, and that it can deal with 
commutators from 11 in. to 17 in. in diameter and 12 in. long. 

Your readers may be interested to know that, at the re- 
quest of several leading electrical engineers, we have been 
for several years working at designing and perfecting a ma- 
chine for this purpose, and that we have succeeded in produ- 
cing an apparatus that has been tried at an important genera- 
ting station, where a large commutator has been notehed 
to the complete satisfaction of the electrical engineer. 

Our machine weighs only a few pounds, it can be driven 
by hand power or flexible shaft, it will notch commutators 
up to the largest diameter and anv length of [асе end w 
cut the grooves whilst the commutator is in position. It 
can be carried to the commutator. so there is no need to take 
out the armature. It can be easily adjusted for bars of differ- 
ent widths, or grooves of different depths. and can be furnished 
with cutters of varying thicknesses. The whole apparatus. 
including gearing on portable stand and flexible shaft, weighs 
only about 28 lb. The machine is patented. 


London, John Phillips & Co. 
January Lith, 1929. | 
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English Books for Latvia.—The Lord Mavor of London } 
tenders his thanks to all who kindly responded to his recent. 
appeal for English books for Latvia. The announcement of j 
the shipment to Riga of several thousands of books (forming 

the first instalment of the New Year gift of 50,000 volumes 

which the Lord Mayor hopes, with the further help of the : 
publie, to get together) has been received with the liveliest į 
satisfaction in the newly-founded Baltic State, which ha: 
decided to adopt English as its second language. and 1; 
anxious to assimilate English ideals, particularly in educa- 

tion. — Latvia. it may be recalled, successfully resisted the 

Bolshevism which at one time threatened to overwhelm the 
country, and. if only for that reason, is deserving of such 

sympathy and help as can now be extended to it in a way | 
which the practical scheme set on foot by the Lord Mayor t 
makes possible. Further contributions of English books are t 
solicited. Parcels should be addressed (carriage paid, if Ро і 
sible) to Sir Alfred T. Davies, K.B.E., C.B.. c/o the Consul t 
General for Latvia, 329, High Holborn, London, W.C.1. | 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars оу new or improved devices and apparatus, which will be published 
if considered of sufficient interest. 


A New Connector Plug for the ““ Xcel” Iron 


A certain amount of trouble, which militates against the ex- 
tended use of electric irons (and other appliances) is caused 
by the fracture or stripping of connecting leads by users 
taking the connector out by pulling on the flexible. To do 
away with this the AUTOMATIC TELEPHONE MANUFACTURING 
Co., LTD., Milton Road, Edge lane, Liverpool, is now fitting 


Fic. 1.—Tue ‘‘ XcEL " IRoN,:sHOWiNG NEW PLUG CONNECTOR. 


its '" Xcel” irons with a new type of plug connector. Аз 
wil be seen from this illustration. (fig. 1), the leads are 
brought into the side of this instead of the top, and the shape 
permits it to be gripped by the hand when being removed. 
This is a simple device, but one which will prevent annoy- 
ance to the users of electric irons. 


The Bowden-Thompson Cable Prctection System. 


From the MaciNTOsH CABLE Co., Lrp., Rice Lane, Walton, 
Liverpool, we have received a booklet giving particulars of 
the Bowden-Thompson system for protecting cables against 
the detrimental effects of earths and short-circuits. As will 
be seen from fig. 2, the cable employed is a special one made 
up with a copper sheathing outside the conductors and a 
copper shield between them. Reference to fig. 3 will enable 
the arrangement of the system to be understood. This dia- 


Fic. 3.—DiaGRAM OF BoOWDEN-THOMPSON SYSTEM. 


gram shows the cable switched from one end only; in the case 
of parallel feeders and ring mains both ends would be treated 
in the same way. A is the metallic shield between the cores, 
B the shield between the cores and the lead sheathing, and 
C the main conductors. If any leakage occurs from any of 
the main cores to A or B it is directed through relay D to 
earth, and the relay operates the main switch by the trip coil 
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E. If the cable is extremely damaged, shield B is earthed 
before the main cores are reached, and as this shield is main- 
tained by transformer F at a ditferent potential to earth, a 
current will flow through the relay and open the main switch. 

Among the numerous advantages clanned for this system 
the following may be mentioned: It isolates the faulty cable 
before the main conductors short-circuit or break down to 
earth; it provides protection between phases as well as 
against earths; it is independent of pressure and load varia- 
tions; there is no tendency to switch out sound feeders which 
are in parallel with a faulty one; specially-designed switch- 
gear 1s not required; the system is suitable for both d.c. and , 
а.с. mains; absence of outside arcing; and the indication of 
the slightest faults as soon as they occur. 


The Astral Intensifier. 


We have received a sample of a new form of lamp reflector 
from THE ASTRAL INTENSIFIER, LTD., 56-7, Carlton House, lla, 
tegent Street, S.W.1. This has the shape of the usual lamp 
shade but is made to fit upon the lamp itself. The reflector 
is of soft, light metal. with an imner retlecting surface of 
aluminium paint.. A hole in the top is surrounded by easily 
bent serrations which enable the reflector to be fitted to a 
wide range of sizes. Its correct position over the lamp is with 
the top level with the top of the filament. It is clauned 
that tests at Faraday House showed the intensity of the 
light at a point vertically. below was increased to 344 times 
that of the naked lamp. 


An Electrical Gas-Lighter. 


A few weeks ago we warned our readers (if warning was 
necessary) against a device produced by a German for lighting 
a gas jet by means of an electric spark, an earth return being 
provided by the piping. A more practical invention for this 
purpose has been brought out by Messrs. LORD & SHAND, 
Lro., Buckland House, Millbay, Plymouth. This is intended 
principally for the lighting of gas fires in places where elec- 
tric lighting is installed. It consists of a double lead in one 
side of which is a condenser. A sparking tip completes the 
arrangement. The lighter is supplied with an adaptor, which 
can be attached to a lamp socket. The device will not afford a 
very valuable ‘“‘ load’ to the electricity suppliers, as the 
makers inform us that its consumption in watts is mil. ‘The 
lighter is made suitable for connection to circuits of from 100 
to 250 V a.c. 


The “* Holophane " Colour-matching Lamp. 


Messrs. HoroprnaNE, Lrp., 12, Carteret Street, S. W.1, have 
produced a '' daylight " lamp for matching colours with arti- 
ficial light. As will be seen from fig. 4, this consists of a Holo- 
phane prismatic reflector held by a ventilated canopy, and a 
'" diaphragm " of Chance's daylight glass attached to the re- 
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Fic. 4.—Tue '" HotoprHANE " CoLouR-MATCHING LAMP. 


flector by means of a ventilated brass clamping ring; a gas- 
filled lamp is emploved. Although the method employed, viz., 
the absorption of surplus red and yellow rays, is of low 
efficiencv— only about 40 per cent. of the light from the lamp 
passing through the daylight screen, the use of ће Holophane 
prismatic reflector ensures that most of the light reaches the 
screen, and thus a comparatively high efficiency is obtained. 
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THE ELECTRICAL INDUSTRY AND GERMAN 
REPARATIONS. 


AT a meeting of the Grand Council of the Federation of 
British Industries, held on January llth, there was an 
important discussion on the above subject. We reprint 
the following report from the Federation Bulletin of 
the 17th inst. : — 


' Before opening the discussion on the Memorandum on 
Reparation Payments and British Trade, which had been circu- 
lated, the President drew attention to the fact that the Elec- 
trical Engineering Group had been much perturbed at the 
widely published personal suggestion of the late President made 
at the meeting held at ‘the close of the annual meeting. on the 
- subject of super-power stations. The Group had met, and in 
view of the feelings expressed he had felt it desirable to write 
to the Chancellor of the Exchequer making it quite clear that 
the suggestion was a private one and did not form part of the 
policy of the Federation. Col. Armstrong (President) read this 
letter to the Council and. also the following resolution passed 
by the Group, which had been enclosed with the letter :— 

'' That this Committee, representing the Electrical. Engineer- 
ing Group of the F.B.I., desire to emphatically register their 
strong protest against the suggestion that super-power stations 
for the wide-spread supply of electrical energy throughout the 
country, and the electrification of British railways, should be 
placed in the hands of German manufacturers, and accepted 
by the Government in lieu of cash payments as part o the 
German reparations. The Committee record their conviction 
that such proposals, if accepted, would mean the inevitable 
ruin of the British electrical industry, and lead to the closing 
of important factories, the discharging of technical staffs and 
large numbers of skilled and unskilled workpeople. Such action 
would further be used as a world-wide advertisement of Ger- 
‘mun electrical goods, and thus gravely damage the Bnitisn ex- 
port trade in such goods to overseas markets.” 

A copy of the letter und the resolution had been sent to the 
Prime Minister, and the President hoped that the position 
had now been inade quite clear. 

Sir Tom Callender, Chairman of the Electrical Engineering 
Group, agreed with the action taken. The statement in ques- 
tion, he said, had had an unfortunate effect in the case of 
foreign contracts, and if the need urose the electrical industry 
would apply to the Federation for further assistance 1n clearing 
up the position, but he did not wish to press the matter further 
ut the moment. 

Mr. Dunlop (B.E.A.M.A.) and Mr. Bremner (B.E.A.) stated 
that in view of the statement made by Sir Tom Catiender, they 
had no desire to press the points which their Associations had 
desired to express. 

The President assured Sir Tom Callender that the Federation 
would gladly render the electrical industry all possible help 
in making the position clear. i 

Col. Armstrong then introduced the general subject of re- 
paration payments and the trade situation, dealt with in the 
Memorandum before the Council. He said that neither the 
officials of the Federation nor himself were in a position to 
replv if asked (as they might be without warning) what the 
views of the F.B.I. were on these important questions. He 
therefore suggested that the Council should indicate 1ts attitude 
towards the points outlined in the Memorandum. 

Mr. H. James Yates urged that the Federation should 
move cautiously and should refrain from passing any resolu- 
tion at present. Mr. Allcock supported this view. 

The Director reminded the Council that these questions had 
been under consideration for several months. In view of the 
fact that, if asked to express an opinion at all, the Federation's 
representatives would have to speak at very short notice, it 
was necessary that a definite line of action should be laid down 
by the Grand Council one way or another. 

Mr. Calder agreed that the F.B.I. should be prepared to 
give its views at short notice. : 

The President said that at the moment he was not in 
possession of the views of the Grand Council. He felt that 
unless the Federation was in a position to speak. the Prime 
Minister would appoint his own representatives to express the 
opinion of industry. 

Mr. Allcock urged that the Federation should demand that 
industry be given the opportunity of passing Judgment on the 
Government's proposals before they were definitely decided 
upon. 

. The President, in reply, said that this was already being 
pressed for. 

Mr. Bremner thought that the Federation should at once 
claim to be represented at Cannes. Sir William Pearce, M.P.. 
did not think this would be practicable: he was in favour of 
the officials of the Federation being er:powercd to act in any 
consultation with the Government. 

Mr. Dunlop was of opinion that the Government should be 
urged to consult the President of the F.B.I. 

Mr. Р. М. Stewart then formally nroposed that the President 
should he asked to represent the F.B.I.. assisted bv the staff 
and with power to act as he thought best, consulting any in- 
dustry affected if it was possible to do so. This was seconded 
by Mr. Calder, supported by Mr. Jacob and Mr, Bremner, and 


unanimously agreed to. It was further agreed that a letter 
should be sent to the Prime Minister requesting шш to appoint 
the President as one of the industrial representatives at any 
future conference. 


LEGAL. 


British Тномѕох-Носѕтох AND Corona LITIGATION. 

IN the Chancery Division, on Thursday last week, before Mr. 
Justice Astbury, Sir D. Kerly again mentioned the patent 
case of the British Thotmson-Housten Co., Lt, against the 
Corona Lamp Works, Ltd.. and asked his Lordship to fix 
February 6th for the hearing of the action. 

Sir A. CotErAN, K.C., for the plaintitis, assented. 

His LokbsHip accordingly fixed. that day, subject to any 
part-heard case. 


CHESHIRE v. JONES AND STUDEBAKER. 


Ат the Chester County Court last week. Messrs. Cheshire 
Bros., of Higher Bebington, sued Messrs. F. J. Jones & Sons, 
electrical engineers, of Forest Street, Chester, and Messrs. 
Studebaker, London (cited as defendants), for £39 3s. Od. 

For the plaintills, it was stated that they received an 
inquiry for a ©“ Lalley lighting set. from Moninouthshire, 
and the defendant firm. was given the order. Subsequently 
an advice note was received trom Messrs. Studebaker, from 
Which it was known that the erection of the plant had been 
completed. Complaints were afterwards made of the engine 
stopping, and Mr. Jones suggested. certain tests and altera- 
tions, and that he should supply a new diaphragin. After the 
alterations had been effected, the trouble still existed. Later 
Mr. Jones admitted the plant was defective. 

The manager for Messrs. Jones & Sons said he was an 
electrician of 28 vears’ experience, and his firm had been sell- 
ing agents for Studebaker's for over two years. He denied 
that the plant was defective when delivered. Another witness 
said the plant had been badly erected, and the vibration was 
causing trouble. 

Mr. MARSHALL Tate, manager of the "' Lalley light "" depart- 
ment of Studebaker's, said the machines were tested in 
America and in England before being sent out. He did not 
think there was any responsibility on the firm to put the 
plant right. 

His Honour, Judge Parsons, K.C., found for the plaintiffs 
as against Messrs. Jones for the amount claimed, and granted 
an indemnity in favour of Messrs. Jones, as against Messrs. 
Studebaker, Ltd., for the amount payable by Messrs. Jones. 
with costs. 


‘ 


PARTNERSHIP DISPUTE. 

A DISPUTE between two partners of an electrical firm has been 
decided by the Sheriff Principal at Perth. The parties were 
Donald Mackenzie, electrical engineer, and William Wilkie, 
partners in the firm of Donald R. Mackenzie & Co., electricat 
engineers, 91, South Street. Mackenzie stated that he wanted 
to see the books of the firm, which were kept im Wilkie's 
house. He craved the Court to order Wilkie to produce the 
accounts so that the true balance due to him might be ascer- 
tained. Failing this. he asked for the payment of £175 which 
he alleged was the balance due to him. Defender maintained 
that Mackenzie had free access to the books. The Sheriff 
Substitute had dismissed the action, finding Mackenzie liable 
in expenses. The Sheriff Principal recalled the interlocutor of 
the Sheriff Substitute, and found Wilkie liable in expenses to 
the pursuer. 


BRITANNIA RUBBER & KAMPTULICON Co., LTD., v. 
IATERNATIONAL ELECTRIC Co., LTD. 


IN the King's Bench Division, on Monday, before Mr. Justice 
Avory, sitting without a Jury, this case was down for hearing, 
but on the case being called on Mr. Disturnal, K.C., for the 
plaintiffs, asked that Mr. Schiller, K.C., for the defendants 
and himself might be permitted to have a few minutes to dis- 
cuss the case with their respective clients. After a brief 
consultation, counsel stated that the defendants were willing 
to pay the plaintiffs £1,433 16s. 6d. with the costs of tlie 
action. and a counterclaim. 


Battery Charging Pavs the Shop Lighting Bill.—The New 
London Motor & Cvcle Works. of 47. Plashet Road, East Ham. 
which does a large business in re-charging accumulators for 
motor-cyclists and car-owners, has so arranged the work that 
by charging the batteries in the late afternoon und evening. 
and utilising the shoplights as the necessary voltage stepping- 
down medium of the current taken from. the local electricity 
supplv mains, the revenue from the battery-charging business 
practically pays the shop lichtine bill. The installation com- 
prises a dozen 100-c.p. gasfilled lamps, and the proprietor of 
the establishment makes a rule of keeping his shop windows 
lit for an hour or so after the premises are closed, and finds 
the plan to be a good advertisement for the business. 
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BUSINESS NOTES. 


The '‹ Electrical Review" Index.—The Index to Vol. 
LNNNIN of tne KLEcTRICAL REVIEW, which will shortly be 
printed, will be харрпеа only to those who, through the post, 
Speca Iy apply for it. Lo them it wall be supplied tor Gd. post 
free. Апу reader or advertiser, at home or abroad, who re- 
quires a copy for binding, or for other purposes, is asked to 
make early application. therefor to the Pubusher, ELECTRICAL 
KEVIEW, 4, Ludgate Hill, E.C.4. 


Bankruptcy Proceedings.—W. IlukwonrH, electrical engi- 
Neer, late ot 41 ‘Lown bStreet, Horsforth, Leeds.—Receiviug 
order made January llth on creditor s petition. 


W. DRYSDALE, electrician, 21, Paxton Street, Barrow-in- 


Furness ss.—Last day for proofs for dividend, February 4th. 
Trustee: Mr. H. Mossop, 4, Ramsden Square, Barrow-in- 
Furness. 


P. ROTHWELL, electrical engineer (trading with P. A. Roth- 
well; a minor, as P. А. Rothwell & Co.), G4. Higher Bridge 
Street, Bolton.—Receiving order made January 12th on debtor's 
own petition. 

E. FAWCETT, electrical and heating engineer, 20, St. Anne 
Street, Liverpool.—Receiving order made January l3th on 
debtor's own petition. 

E. G. Lancsrorp, electrician, late of 74, Westgate, Burnley. 
— First meeting, January 25th, at 13, Winckley Street, Preston; 
public examination, January 26th, at Burnley. 


Company Liquidation.—EnamMeLLED Wires, 


| TD.—Win d- 


ing up voluntarny. Liquidator: Mr. E. Vickers, 13, Harring- 
ton Street, Liverpool. 


Dissolutions of Partnership.—CorLiNs & SLATER, agents for 
Electrical Appliances, 17a, Sweeting Street, Liverpool.— 
Messrs. S. Collins and W. О. Slater have dissolved partner- 
stup. Mr. Collins will attend to debts. 

PRINCESS ELECTRICAL Co., electrical accessory dealers, 29, 
Minshull Street, Manchester.—Mr. S. B. Sukiassian and Mr. 
J. H. Taylor have dissolved partnership. Debts will be at- 
tended to by Mr. Sukiassian, who will continue the business 
under the ваше name and at the same address. 

SHALLESS & STRETCH, electrical and mechanical engineers, 
192, Bedford Road, Rock Ferry, Chester.—Mr. A. H. Shalless 
and Mr. A. Stretch have dissolved partnership. Debts will be 
attended to by Mr. Shalless, who will continue the business ut 
the same address. Mr. Stretch will carry on the business on 
lis own behalf at Birkenhead. 


Trade Announcements.—Mn. THomas Twist, late of the 
Corporation rlectricity Works, has commenced business as an 
electrical engineer, under the style of Lwist & Son, at Britannia 
Chambers, George Street, St. Helens. 

{he telephone numbers of the British THOMsSON-HOUSTON 
Co.s Liverpool office (33, James Street), are now " Bank 
4474 and 4375." 

Мн. L.toxen RoniNsoN, B.A., has taken into partnership 
Мни. W. E. Warritow, A. M.L.E.E., as and from January Ist, 
and under the name of Lionel Robinson & Co., will continue 
and further develop, at 3, Staple Inn, London, W.C.1, the 
sole agency for resistance materials and wires of Messrs. 
Henry. Wiggin & Co., Ltd., Birmingham, which he has held 
for the past 15 vears. Mr. Lionel Robinson is the originator 
with Messrs. Henry Wiggin & Co. of their " Ferry’ 
resistance wire, and Mr. Warrilow has had 15 years’ ex- 
perience of commercial work, chietly in encouraging, through 
the Press, the sales of electrical and allied products of every 
description. Makers of electric fires and cooking apparatus 
will be interested to know that the firm is now introducing 
for Messrs. Wiggin two grades of iron-free nickel chrome 
allavs in wire and ribbon form. They will also develop other 
avencies for any class of material required by manufacturers 
using. electrical resistance alloys. 

Following upon a notice which appeared under *'' New 
Companies Registered," a few weeks ago, it is announced 
that the business hitherto carried on by the British, Irish, 
and Colonial department of the Ateliers de Construction 
Oerlikon, has been transferred to Oerlikon, Ltd., Oswaldestre 
House, Norfolk Street, Strand. The company represents the 
Ateliers de Construction Oerlikon in Oerlikon (Switzerland), 
and the Société Oerlikon in Paris (France), with works in 
Oerlikon (Switzerland) and Ornans (France), exclusively in 
Great Britain and the Colonies. | 


ма кыне, and Lists.—THE HorPoINT ELECTRIC APPLIANCE 

LtD., 21. Berners Street, Oxford Street, W.1.—An illus- 

d pamphlet dealing with ' Hotpoint " ovens, radiators, 
disk stoves, and immersion heaters. 

Tur Evectric Heating Co., George Street, Croydon.—A list 
of reduced prices of '' Elect ” irons; and an illustrated leatlet 
describing an electric soldering-iron stove. | 

SIMPLEX CONDUITS, LTD., ‘Garrison Lane, Birmingham.— 
Section T, List No. 915. An abridged price list of conduit 
fittings, switches, plugs and sockets, &c. Attention is drawn 
to a special cardboard cap for the protection of the screw 
threads. 

SUFERLAMP, LTD., 111, Great Eastern Street, E.C.2.—Janu- 
ary price list of cables, flexibles, ceiling roses, lampholders, 
switches, and other electrical accessories. 


Messrs. Purttutis & Terser, 115, Edmund Street, Birming- 
ham.— Three illustrated leaflets of ‘lighting fittings, including 
bowl rings. ceiling plates, Ке. 

Tur HENRY WELLS Olt Co., 11, Haymarket, 9. W.1.—Roe- 
vised edition of a pamphlet upon " Germ Process Motoils ” 
for the lubrication of machinery. 

FRASER & CHALMERS ENGINEERING Works (Proprietors: The 
General Electric Co., Ltd.), Erith, Kent.—Bulletin 13s, des- 
cribing and illustrating single stage Impulse type turbines for 
small outputs. 

THE WHITWORTH ELECTRIC Lamp Co., Lro., 195, North End 
Road, West Kensington, W.14.—A net trade price list of elec- 
trical accessories, including conduits and fittings, cables, 
lamps, switches, fuses, &c. 

Messrs. Donovan & Co., 47, Cornwall Street, Birmingham. 
—A well-illustrated booklet, giving details and prices of lamp- 
holders, switches, lamps, wall plugs, ceiling roses, and 
numerous other electrical "de 

DRAKE & GORHAM WHOLESALE, LTD., 67, Long Acre, W.C.2.— 
An illustrated folder giving a description of a pocket electros- 
cope and the uses to which it can be put. 

Messrs. Токи & Ковї\зох, LtD., 165, Edmund Street, 
Biriningham.—Stock list of new and second-hand a.c. and d.c. 
niotors. 

Catalogues Wanted. ма. A. STRETCH, who is setting up 
business at 38, Conway Street, Birkenhead, desires to receive 
catalogues of lighting and heating fittings and model electrical 
apparatus. 

SocikTE INDUSTRIELLE D'ELECTRICITE (Е Neel. 23, Queen 
Anne's ciate, London, S.W., who manufacture only safety cart- 
ridge fuses, desire to receive catalogues of electrical material, 
ene all kinds of accessories, fittings, insulating material, 

, for their home and export trade. 

А Conundrum.—Our reference to this subject last week 
Was premature, as we find that the mysterious numerical 
advertisement did not appear jn that issue. However, we 
understand that the brain-twister will certainly be launched 
on an expectant world this week. The attention of Messrs. 
Holmes, Watson & Co. is invited. 

Calendars and Almanacs.—THE LIVERPOOL ELECTRIC CABLE 
Co., LTD., of Linacre Lane, Bootle, Liverpool, have issued a 
wall calendar with monthly slips. The pictorial feature is a 
coloured view showing the '' Mauretania in the Mersey.” 

The GILBERT ENGINEERING Co., of 8, Church Street, Colmore 
Row, Birmingham, has sent us a wall calendar for 1922. The 
card shows the complete year, in addition to giving a block 
of daily slips. 

From Messrs. MCWHIRTER & Sons, LTD., of Wharf Street, 
Cardiff, we have received a wall calendar with daily slips 
beneath a view of repair work carried out in position on a 
1,000-kW generator. 

From Messrs. Мок & Wars, of Weardale Road, Lee, 
S.E.13, there has come to hand a neat wall calendar. A 
coloured picture, * The Fugitives,” appears above a set of 
monthly date slips for 1922. 

A Business Efficiency Exhibition.—A Business Efficiency 
Exhibition, organised by the Association of Office Appliance 
and Equipment Manufacturers and ‘Traders, will be opened 
by Mr. Gordon Selfridge in the Central Hall, Westminster, on 
February 8th. It will be open for ten days.—Daily Mail. 

Our Foreign Trade.—Decemper FiGvnES.—The following 
were the values of imports and expor ts of electrical goods. and 
machinery during December, 1921 : 


December, E or 12 months, 1921. 
1921. dec. Tne. or dec. 

Imports.— | £ £ £ 
Electrical goods and 

apparatus 124,295 — 157,981 +106,185 
Machinery 521,636  — 1,206,265 — —9,168,792 

Exports.— 
Electrical goods and 

apparatus 2 750,751 — 559,531  +1,464,205 
Machinery m we 5,251,123. — 1,915,906 — 11,108,127 

Re-exports.— | , 
Electrical goods and 

apparatus | 11.800 —11,85 SS 09 
Machinery 15,505 — 91,544 — 441,449 


Australia and ех: c Enemy Trade.—The Federal Govern- 
ment will revoke the prohibition of trade with ex-enemy 
countries on August Ist next. Conditions will be imposed 
for the protection of holders of stocks.—Reuter’s Trade Ser- 
vice (Melbourne). 

Social .Events.—The Athletic and Recreation Club of 
Messsr. J. H. Tucker & Co, Ltd., held its annual New 
Year's invitation social on the 5th inst. Dancing, a concert, 
and whist were arranged in the way of amusements, and the 
canteen was tastefully decorated. Bon-bons and other Christ- 
mas and New Year novelties and refreshments were provided. 
The concert section of the programme was provided by mem- 
hers of the company. Mr. T. R. Martin occupied the chair. 
There were no speeches bevond the usual vote of thanks to 
the committee, after which prizes were distributed to the 
winners of the whist drive, and dancing was continued. 
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For Sale.—By order of the Disposal and Liquidation 
Commission. Mr. M. Marshall will sell by auction at the 
Royal Naval Dockyard, Rosyth, on January Ath and 25th, a 
contractor's plant, including petrol-electric generating sets, 
dynamos, electric-driven winches, motor alternators, pumps, 
&с. | 

ENAMELLED Wires, LTD., IN LliQviDATION.— he above busi- 
ness is offered as a going concern by the liquidator. 

{Included in the sale to be conducted by Messrs. Leopold 
Farmer & Sons, on January 26th, at the Dover Castle, 7, 
Great Dover Street, Borough, of the metal-plating and deposi- 
ting plant and machinery. of Radiator Tubes, Ltd., will ре 
generating sets, plating dynainos, and electric motors. For 
particulars see our advertisement pages to-day. 


Reparations.—We must not indulge any sense of false 
security with regard to the reparations in kind proposals and 
their bearing on British super-power station and railway elec- 
trification work. While it is true that the matter has not 
been prominently forward in the Press lately, it must 
not be taken for granted that the negotiations and discus- 
sions.on the Continent will rule out all measures of the kind. 
One thing, however, is certain, and that is that the outcry 
and opposition that burst forth in November and December 
last were but small compared to the uproar that will greet 
any revival of proposals which will chain British electrical 
engineering interests to German feet. It will be remembered 
that the I.E.E. and other electrical organisations laid their 
considered arguments before the Government, and we have 
now received a copy of the letter which was addressed to the 
Prime Minister. under date December 21st, by the Director 
of the British Engineers' Association, stating the grounds on 
which the B.E.A. takes the strongest possible objections to 
the suggestions advanced in the Press and at the F.B.I. meet- 
ing. The B.E.A. also addressed a letter on the same date to 
the F.B.I. objecting to the manner in which the latter 
BONAM the personal views of Sir. P. Rylands to have publi- 
city. 

On another page we refer to the F.B.T. discussion of last 
week, a report of which has just come to hand. 

The Johannesburg Strike.— The course of the strike of 
miners in the Johannesburg area is indicated in a series of 
Reuter telegrams. On January 10th, the strike was complete 
except for a small detachment of men retained to maintain 
essential services. The following day several inines were re- 
ported to be water-logged, but there was no violence. All 
labour organisations were warned by their Executive to hold 
themselves in readiness to strike. On the 13th, essential 
services were withdrawn, but a section of the men was re- 
ported to hold the view that this action should not have 
been taken. On the 14th a seven-a-side conference was agreed 
upon and a meeting of the conference lasted all the next day, 
no agreement being arrived at. Mines at Kleinfontein and 
Modder East were reported to be flooding. It was decided 
to repatriate large contingents of natives on January J6th, and 
they were marshalled in the compounds ready for entrain- 


ment. The question of a general strike was still under con- 
sideration. 


The Position of the Electrical Industry.—The Birming- 
ham and District Electric Club held the first. meeting of the 
new session at the Grand Hotel, on Saturday last, when Mr. 
Norman Deykin, the new president, delivered his inaugural 
address. The Club, he said, had arrived at the first meeting of 
its eighteenth yéar, and it was more successful at this moment 
than it had ever been. The speaker proceeded to consider 
the immediate prospects of the electrical industry. The year 
through which we had just passed was, he said, probably the 
worst that the industry had ever experienced, and the main 
thing to consider at the moment was what could be done to 
 rye-gain our vanishing trade. | There were no prospects of a 
boom but there should be a steady expansion, to assist which, 
the primary need was reduction in price, but even this could 
not secure business in foreign markets against the extraordin- 
arily low prices of Continental competitors, largely by reason 
of the unbalanced exchanges. In the home market it was 
essential that there should be more effective protection for the 
English manufacturer, but reduction in prices and increased 
production were necessary steps in the direction of increased 
trade. ` It was also important for manufacturers to give 
greater support to their selling organisation and the needs of 
their customers. The volumes which had been written upon 
“ The Art of Salesmanship " might be usefully supplemented 
by one upon '' The Art of Supporting a Salesman.” There was 
a great dearth of good electrical showrooms for the education 
of the non-electrical publie; Americans were much more alive 
in this respect. Mr. Deykin said that the cost of electrical 
energy was too high. It was worth considering whether it 
might not be wise even to increase the price of electricity for 
lighting purposes, making a corresponding decrease in the 
price for power, cheap electrical energy for manufacturers 
being vital in the struggle for trade. 


Increased Discounts.—Messrs. Faraday & Son, Ltd., of 
146-150, Wardour Street, London, W, announce increased trade 
discounts for electric fittings, &c. An enlarged catalogue is in 
the press. 

Reported Power Station Activity in Russia.—An Ex- 
change report from Stockholm (appearing in the Daily Herald) 
credits a member of the Russian commercial delegation in 


follows :— 


Sweden with stating that Sweden will receive a big order 
for turbines for the Russian power stations which are now 
being constructed, especially in the Wolchow district, where 
1,300 men are now at work. The report adds that the number 
of men is to be increased to 3,000 next year. 

This matter is also referred to in a Reuter dispatch from 
Stockholm. This states that, according to Dagens Nyheter, 
the Russian Professor M. Graftio, who is at the head of cer- 
tain Russian electrification works, declares that ap agreement 
has been practically concluded with Nydquist & Holm, аё 
Trollhattan, and the mechanical workshops at Kristinehamn 
and Karlstad for the delivery of turbines for Russian power 
stations, especially for the central station at Zwanka, in the 
Wolchow district. The turbines will have a total horse-power 
of 80.000. The agreement regarding generators and trans- 
formers. has not yet been concluded, and it 18 probable that 
offers will be invited from Scandinavian, American, and 
German firms. '"' These orders for turbines are considered a 
good omen for the negotiations in connection with the com- 
mercial treaty with Russia, which are said to be proceeding 
satisfactorily.” 

Trade with Morocco.—Mr. C. R. B. Atkinson, M.B.E., 
H.M. Commercial Seeretary for Morocco, who will shortly 
leave England to proceed to his post, is at present at the 
Department of Overseas Trade. Firms who desire to obtain 
from him- information as to the possibilities of extending 
their trade with Morocco firms should communicate before 
January 95th with the Department of Overseas Trade, 35, 
Old Queen Street, London, S.W.1, quoting the reference 
3.617 T.G. Mr. Atkinson wishes to receive catalogues of all 
kinds from British manufacturers addressed to him c/o His 
Britannie Majesty's Agency, Tangier, Morocco. 

Electric Hot Cupboards for an Irish Canteen.—The accom- 
panying photograph shows a consignment of electric hot- 
cupboards just before dispatch to a canteen in Ireland. The 
cupboards, which were supplied by the Jackson Electric 
Stove Co., Ltd., are 10 fö., 12 ft., and 13 ft. long, all 2 ft. 9 п. 
high x 2 ft. from back to front, and are fitted with shding 


Eurcrnic Hot CUPBOARDS FOR A CANTEEN. 


doors on one long side. The cupboard and top are each 
separately controlled and independently heated, each section 
being split into two circuits, and each arranged for three-heat 
regulation. The connections are of the usual Jackson type, 
namely, solid rod mounted on porcelain insulators. The 10-ft. 
cupboards are fitted with three sliding doors and the 12-ft. and 
13-ft. cupboards with four sliding doors. 

Lead.—In their report dated January l4th, Messrs. James 
Forster & Co. state :—'' Copper, tin, spelter, and lead have 
ull been depressed this week and show considerable declines. 
Lead has been throughout apathetic. 

* With regard to recent arrivals, all the lead is wanted as 
some consumers have been reduced to bare boards, but the 
quantity in is sufficient for current needs. The trade con- 
tinues buying only from hand to mouth. 

‘Germany continues buying but is supplied direct from 
America, and France draws from the same source." 

Tug BOARD or TRADE RETURNS FOR DECEMBER ARE :— 
Imports - ; ae un 10,888 tons 
Exports e T «агі $e ea .. 2,620 


Ll 


Left for home consumption 8,268 tons 


The figures for, the 12 months January/December, 1921, come out as 


Imports > s Mi nie ... 132,602 tons 
Exports TE sz T з $^ xe RAE... 


... 104,533 tons 
18,761 tons from stock. 


. 123,394 tons 


Available for home absorption 
To which must be added 


Making in all 


Against d UR "T = ... 137,007 tons for 1920. 

E.T.U. Wages Dispute.—A wages dispute between mem- 
bers of the Electrical Trades Union and the St. Helens 
(Lancs.) Group of Manufacturers was referred to the arbitra- 
tion of Mr. James Sexton, M.P. The employers wanted to 
reduce wages by 6s. 9d. and to abolish the 12} per cent. bonus, 
whilst the E.T.U. claimed adherence to an agreement of April. 
1990, which thev said did not entitle the employers to reduce 
wages by 16s. 6d., similar to the engineers’ (6s. 9d. and the 124 
per cent.). The award of the arbitrator favoured the E.T.U.'s 
contention regarding the 1920 agreement. The men, there- 
fore, will only suffer a reduction of 14s. 1d. per week, whilst 
the auxiliary men are subject to a cut of 11s. 9d. 
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Book Notices.—'' Mechanical World Year Book, 1922.” 
Manchester: Emmott & Co., Ltd.. Price 2s. 6d. net.— 
As is the nature of such works, this year book continues 
to grow. The principal alterations and additions are a new 
section on `* Pipes and Tubes," giving particulars of wrought 
and cast iron, steel, and copper pipes of several types; the 
section on “ Boiler Construction " has been rewritten and 
enlarged; and the tables of '' Thermal Properties of Solids, 
Liquids, and Gases," and ''Weights of Hexagonal and 
Octagonal Bars " have been restored by request. 

The Bulletin of the Hydro-Electric Power Commission of 
Ontario; Vol. VIII, No. 5, September-October, 1921. Toronto: 
The Commission.—This issue contains notes on the Commis- 
sion's accounting system; ‘‘ The Testing of Flexible Insula 
tion "; and notes of proceedings of the Association of Muni- 
cipal Electrical Utilities. 

The Transactions of the South African Institute of Electrical 
Engineers, Vol. XII, parts 10 and 1i. Price 2s. net each.— 
Part 10 includes discussions on a paper upon '' Recent Develop- 
ments in Steam Turbine Design ”'; on '' The Development of 
Wireless Engineering "; and ‘‘ Reinforced Concrete Poles 
for Overhead Line and Traction Work.’’ Part 11 includes 
papers on '' Recent Developments in Wireless Telegraphy ”’ ; 
and ** Tests and Observations on Thermionic Valves.” 

" Real Mathematics," by E. 3. Beck. Pp. ix+306, figs. 103. 
London: H. Frowde & Hodder & Stoughton. Price 15s. net. 

The Journal -of the South African Institution of Engineers, 
Vol. XX, No. 5, December, 1921. Price 3s. net.—This number 
contains a paper on '' Oil for Power Production; Some Notes 
on Recent Developments of Diesel and semi-Diesel Engines,” 
by Mr. J. H. Dobson. 

Post Office Electrical Engineers’ Journal. Vol. XIV, part 4. 
January. 1922. ELECTRICAL Review, Ltd. Price 2s. 

" Radio Questions and Answers on Government Examina- 
tion for Radio Operator’s Licence," by A. R. Nilson. Pp. 
ix+85, figs. 40. London: McGraw Hill Book Co. Price 5s. 
net. 

" Engineering Abstracts from Current Periodical Litera- 
ture." New Series. No. 10, January, 1922. London: The 
Institution of Civil Engineers. 


The Edinburgh Exhibition.—The Edinburgh Branch of 
the Electrical Contractors’ Association of Scotland has, decided 
to run a joint electrical stall at the Ideal Homes Exhibition 
which is to be held in the Waverley Market during February. 
À representative show of the most modern household labour- 
saving apparatus and decorative fittings 1s being arranged by 
à committee of contractors. Manufacturers of domestic elec- 
trical appliances are invited to communicate with the Secre- 
tarv, Mr. Walter Finlay, W.S., 55, Frederick Street, or Mr. 
D. S. Munro (vice-president of the Association), 11, Randolnh 
Place, Edinburgh. 


Stoker Contracts.—During the past month the UNDERFEED 
STOKER Co., LTD., received the following orders: For the Not- 
ungham and Belfast Corporations, 18 and 12 travelling grate 
stckers respectively; for Tokio Exhibition, one travelling 
grate; ash conveyors for Wolverham»ton Corporation, State 
r'eetricitv Commissioners, Victoria, N.S.W., and Kure 
Arsenal, Japan. 


Norwegian Steel Works.—The budget of the Norwegian 
State Watercourse and Electricity Administration for the com- 
ing financial year shows an estimated expenditure of 3,033,744 
kr., and receipts amounting to 456,883 kr., or a deficiency of 
стег 2,500,000 kr. Various extensions of works have been 
struck out on the score of economy. 


Aerial Photograph of Works.—We have received from the 
Seneral Electric Co., Ltd., a reproduction of an aerial phot- 
zraph showing the Pirelli-General Cable Works at Southamp- 
ton. It gives a very good idea of the size of the works and 
of the way in which they are laid out. 


Electricity and Bavarian Cempetition.— X correspondent 
of the Birmingham Gazette, who has just completed a tour 
throughout Central Europe, says that there is no doubt that 
the strong competition with the Midlands carried on by 
Bavaria in numerous directions is due in a large medsure to 
the plentiful supply of electricity which is available. Not only 
are the big industrial establishments in the chief towns 
supplied, but tbe smallest villages and the outlying districts 
are also within the scope of the extensive networks of the 
countrv. 

Price Reductions.—Tur FALKIRK Iron Co., LTD.. announce 
that they have reduced their prices to the trade for electric 
fires. 

Серрег and Lead Prices.—Messrs. F. SMITH & Co. report, 
January 18th: Copper (electrolytic), bars, £73, 10s. decrease; 
do. do. sheets, no change; do. do. wire rods, £89 10s., 10s. 
decrease ; do. do. h.c. wire, 114d., 1-16d. decrease. 

Messrs. JAMES & SHAKESPEARE report, January 18th: 
Copper bars (best selected), sheet and rod. no change; 
English pig-lead, £25; £1 decrease on last week’s prices. 


The Metropolitan: Vickers Co.’s London Showrooms.— 
Tue METROPOLITAN-VICKERS ELECTRICAL Co., LTD., has recently 
opened new showrooms at 232, High Holborn, W C.1. These 
splendidly-equipped premises are very centrally situated, 
being adjacent to Kingsway (Holborn end), and practically 
adjoining the Holborn Tube Station. 


The new showrooms consist of a ground floor and base- 
ment—a total floor area of about 4,000 square feet. The base- 
ment is arranged with a complete display of electrical fittings, 
accessories, heating and cooking appliances and lamps, while 
a trade counter provides facilities for dealing promptly and 
efficiently with contractors’ orders. 

The photograph reproduced in fig. 1 gives a general view of 
the ground floor, and indicates the care which has been taken 


Еа. 1.—GENERAL VIEW OF GROUND FLOOR. 


in the grouping of the various fittings. In order to display the 
electrical fittings, as far as possible in their appropriate 
surroundings, the showroom has been divided up into sec- 
tions representing respectively the Adam style, and the 
Jacobean and Georgian periods. An annexe has been deco- 
rated and furnished throughout in the William and Mary 
style. 

Fig. 9 shows the kitchen, where daily demonstrations of 
cooking by electricity and the use of electric household appli- 
ances are given by an expert lady assistant. The kitchen is 
designed on the most hygienic and up-to-date lines. 
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Era. 2.—THE KITCHEN: 


The showrooms were wired, furnished, and decorated 
throughout by Messrs. Harrod's Ltd., to whom great credit 1s 
due. 

The policy of the company is to protect the interests of 
electrical contractors and retailers, all of whom are invited 
to regard the particular showroom in their vicinity as an 
extension of their own premises. To this end books of 
specially-designed introduction cards are supplied free to the 
trade. These cards can be handed to prospective purchasers, 
introducing them to the nearest showroom for the purpose of 
witnessing a demonstration of any electric household appli- 
ance or fitting in which they may be interested, sales result- 
ing from such introductions, being credited to the retailer 
concerned. 
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Electrical Exhibitions.—THe WESTMINSTER ELECTRIC SUPPLY 
Corporation's usual quarterly exhibition is at present being 
held at its premises at 6, Eccleston Place, S.W.l, and this 
time the company is making a speciality of ironing and wash- 
ing. The ''Bluebird'' washing and ironing machines are 
shown in operation, and also the 5 lb. domestic electric iron, 
which is hired to consumers at 2s. 6d. per quarter. There 
are many types of electric fires and cookers also to be seen 
in operation, including the '' Utility " cooker-radiator, which 
will either heat a small room or boil and grill at the same 
time. The new “ Dowsing " 500-W bowl fire is also on view. 

Cookers of various manufacturers are shown, and now that 
the Corporation has reduced the rate of charge for energy by 
95 per cent. this should boost up its heating, cooking, and 
power load considerably. 

The IpswicH CORPORATION has arranged a display of electric 
heating, cooking, and domestic appliances at its showrooms 1n 
Princes Street. Тһе majority of the appliances shown were 
provided by the General Electric Co., Ltd. 


Bruce Peebles's Heavy Test Plate—We believe the illus- 
tration which we reproduce herewith will be of interest to 
many of our readers. It shows part of the heavy test bed 
at the works of Bruce Peebles & Co.. Ltd., Edinburgh. At 
the time when the photograph was taken (November 21st) 
some eleven Peebles-la Cour motor converters were under 
test, in addition to two 300-kW induction motor-generators 
for Tasmania. The eleven motor converter sets included one 
of 1,500 kW, three of 1,000 kW, one 600, five 500, and one of 
300 kW. The value of the machines actually under test at 


the*time was-approximately £67,000. -We^ understand ‘that 
Messrs. Bruce, Peebles & Co: have on order: many other motor 
converter sets, in addition to orders for all the other types of 
electrical machinery which they manufacture, . EVEA 
The 1,500-kW. motor. convertef mentioned: above is for the 
Edinburgh Corporation, and the makers have in hand fot 
that Corporation six 1,500-KW and two 500-kW motor con- 
verters, two 500-kW synchronous motor generators, and а 
three-machine battery booster, in addition to a large number 
of both vertical and horizontal auxiliary motors for the con: 
densing and coal-handling plant. 

Electric Locomotive for Glasgew. — The Newcastle 
Chronicle says that an order for an electric storage-battery 
locomotive has been: placed with the Electric Locomotion and 
Foundry Co., Ltd., of Gateshead, by the Glasgow Corpora- 
tion. The company is also supplying similar locomotives to 
local collieries. 


The Mexican Motor Exhibition.—In connection with the 
large international motor exhibition which is to be held in 
Mexico City in April next, the Financier states that it is in 
touch with Mexican officials, and offers help to any of its 
readers who require space in the exhibition or any informa- 
tion. ш | | | 

Kinema Operators’ Wages.—The Bioscope says that the 
wages of chief kinema operators have been reduced by 10 
per cent., and those of second operators by 7 per cent.,, as 
from January 2nd. 

The Position of the Amalgamated Engineering Union.— 
According to the Sheffield Independent, the January issue ot 
the journal of the A.B.U. stated that the year 1921 was ab- 
normal in regard to unemployment, and. the funds of all trade 
unions were subjected to a very severe strain. The A.E.U. 
expended in unemployment benefit alone £2,043,423. “ Our 
income at the present moment does not meet our expenditure, 
and it may be necessary in the immediate future for the 
Council to consult the membership with a view to providing 
the necessary funds to: enable the organisation to meet its 
liabilities." "The. percentage. of unemployed members is. now 
96.05, and in' December the membership suffered a. further 
decline of 3,798. 


CAL REVIEW. 


LIGHTING AND POWER NOTES. 


Aberystwyth,—Srwacr Ромріхо Puast.—A Ministry of 
Health inspector held an inquiry on January lOth into the 
Council's application for sanction to a loan of £34,632 for the 
installation. of а sewage disposal plant.. Jt was stated that 
electrical pumping would be employed, and power would cost 
about 2d. per unit at the commencement. 


Australia. —VictokiaA.—lhe second annual -report of the 
Victorian Electricity Commission has been issued. ‘Lhe report 
consists chietly of a review of the preliminary work, leading 
up to the acceptance of tenders for the supply and delivery ot 
pant and apparatus for the Morwell scheme. Until June, 
1923, when 16 is expected that the Newport *“ B” - power 
station will be in operation, the Commission is to be supplied 
with a maximum of 12,500 kW of 25-cycle energy from the 
railway power house for distribution to consumers other than 
the Railway Department. The Commission has the right to 
purchase for distribution all electrical energy (the production 
of either or both power houses) which may be surplus to the 
railway requirements, this surplus being: over and above the 
12.500 kW. referred to. When the new Newport ‘station and 
the Morwell power station are in operation; both these stations 
and the Newport railway power station will be linked. In 
November, 1920, the commission recommended to the Ministry 
that the Kiewa scheme should not be proceeded with, as the 
existing demand of the metropolis was not sutficient to justify 
its embarking on the execution of a hydro-electric scheme of 
the nature and magnitude outlined. The Commission pro- 
posed to continue hydro-electric investigations оп a more 
modest scale for the service of North-Eastern towns or groups 
of towns.—Reuter’s Trade Service (Melbourne). . 

Sr. GEoRGE County (N.S.W.).—The St. George County 
Council, in the Bathurst district of New South Wales, is 
arranging a loan of £100,000 for the installation of an electric 
light and power plant for municipalities in the Bathurst dis- 
trict. 

''AsMANIA.— The Tasmanian Hydro-Electric Department is to 
supply electricity to the municipal councils in Southern Tas- 
mania at £12 per annum per electrical horse-power. A high- 
pressure main feeder line will carry power at 6,000 or 10,000 V 
to a delivery point to be selected, and the councils will provide 
transformers.—Reuter's Trade Service (Melbourne). 


Barnes.—ProposeD EXTENSION OF PLANT.—The electrical 
engineer reports that the present plant will be inadequate to 
carry the estimated load during the winter of 1922-3, the short- 
age representing about 500 kW. He has therefore been in- 
structed to piepare a report with detailed estimates upon the 
installation or a further turbo-generator set and a rotary con- 
verter. 


Bootle.—ErrkEcrs or TnaxwsrER.—The chairman of the Elec- 
tricity Committee recently stated that there was a net debt 
on the Bootle undertaking of £160,129. Liverpool would have 
the right to charge metér rents, but to balance that the light- 
ing consumers would obtain electricity for a farthing less per 
unit than at present. Existing agreements between the Bootle 
Corporation and its consumers would remain in force, and 
Bootle would have representation on the Liverpool Electricity 
Committee. It would have cost Bootle about £120,000 to m- 
stall extra plant needed to meet the demand if the develop- 
ment of that undertaking had been embarked upon. 


Bo'ness.—BvLk Suppty.—The Town Council has concluded 
an agreement with the Scottish Central Power Co. for a bulk 
supply of electricitv. The new arrangements will entail an 
expenditure of £10,000. 


Canada.—DrvELOPMENT ОЕ THE ST. LawnENCE River.—The 
Electrical News of Toronto states that the Hydro-Hlectric 
Power Commission of Ontario has recently presented a report 
upon the hydro-electric possibilities of the St. Lawrence to the 
International Joint Commission. It'is stated that the poten- 
tial power of the St. Lawrence amounts to more than twice 
that of the Niagara Falls. The report points to three main 
sections which could be profitably developed :—The upper 
section has a fall of 90 ft. in a length of 60 miles, 80 or 85 ft. 
of which could be utilised for power development. The middle 
reach is about 15 miles long and has a fall of 82 ft., of which 
75 ft. could be employed.. The third and lowest reach has a 
fall of 45 ft., 30 or 35 ft. being the utilisable head. The whole 
of this power is estimated to be in the neighbourhood of 
4.000,000 94-hr. horse power. Only about 300,000 h.p. has 
been developed on the St. Lawrence up to the present; one 
third of this is on the American side. Three schemes of 
development have been suggested, but the one regarded most 
favourably is one which aims to carry the work out in two 
stages to develop 1,600,000 h.p., at an estimated cost of 
$154 100,000. | ! 

Cannock.—Maximum Price Fixgp.—The Urban Council has 
decided that the maximum charge for electricity for lighting 
purposes shall be 8d. per unit. Further applications have 
been received from the local collieries for supplies of elec- 
tricitv for power purposes. 


Clacten.—Loan.—Application is being made for sanction to 
borrow £1.300 for the provision of an additional feeder cable 
to Anglefield. 


(Continued on page 93). 
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THE “REGENT” THEATRE, BRIGHTON. 


When the directors of Provincial Cinematograph 
Theatres, Ltd., who already control seventy kinema 
theatres, decided to erect a building in Brighton that 
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bic. 1.—MAIN SWITCHBOARD. 
would be adequate 
to the needs of 
London - by - the - 
Sea, it was imme- 
diately recognised 
that a theatre very 
much out of the 
ordinary run was 
called for, and ar- 
rangements were 
therefore made for 
asmall staff party, 


One of the many interesting engineering features of 
the building, although not directly of electrical interest, 
is the balcony, designed by Dr. Oscar Faber, O.B.E., 
and erected by Messrs. Redpath Brown & Co., Ltd. It 
has a clear span of 110 ft. and a projection of over 50 ft., 
and is designed to seat 750 patrons, representing à dead 
load (distributed) of 50 tons. ^ Reference to fig. 7 will 
show clearly that there are no pillars, and that every 
patron seated either on the ground floor or in the baleony 
has a elear and unobstructed view of screen and stage. 

The supply of electrical energy to a building of the 
size and type indicated above (maximum site dimensions 
220 ft. by 170 ft.) with an estimated maximum demand 
exceeding 200 kW when completed, was a matter for 
careful consideration, and the question of steam generat- 
ing plant, utilising the exhaust steam for heating and 
cooking purposes, was investigated. The problem pre- 
sented many unusual features, chief of which were the 
difficulties of access to the only available space for the 
engine room and boiler house (under the auditorium 
fioor), risk of objectionable noise or vibration during 
organ recitals and orchestral concerts, relatively small 
and intermittent demand for exhaust steam for cooking 
and hot water supply (which was estimated not to exceed 
800-1,000 Ib. /hr.), the absence of any heating load dur- 
ing six months of the vear, hardness of feed water, the 
absence of апу 
roof space for 
cooling tanks or 
evaporative con- 
densers, and the 
undesirability of 
running non-con- 
densing and dis- 
charging exhaust 
steam alongside or 
immediately above 
the pergolas of the 


including the Winter Garden. 
company's engi- | Negotiations were 
neer, to visit the dz mE С ae пес а а = Ъ P, therefore entered 
United States and M т Wb ПИ | into with” the 
Canada to study —————40. | Borough Electri- 
the latest practice cal Engineer, Mr. 
in theatre con- John Christie, 
struction and M.I.E.E., and а 
equipment from contract was even- 
the Atlantic to the tually signed with 
Pacific. the Brighton Cor- 

Mr. Robert poration for a 


Atkinson, 
FRLB A. of 
Bedford Square, 
London, was the 
architect, and 
Messrs. McLaughlin & Harvey, Ltd., of London and 
Belfast, were the principal contractors for ‘‘ The 
Regent,’’ which is situated at the corner of Queen's 
Road and North Street, facing the Jubilee Clock Tower, 
acentral position about equi-distant from the railway 
station and. the sea front. 

The building, which represents a capital outlay of 
£400,000, comprises the main theatre, seating 2,300, 
the Italian Restaurant on the first floor, overlooking 
Queen's Road, which seats 200, the Ship Café, leading 
off the main foyer and seating 100, and the Foyer Café, 
seating 100. The Winter Garden, situated on the roof 
oè the theatre, will, when completed, seat over 1,000 
people, and fine views will be obtainable from its delight- 
ful pergolas. The Winter Garden, Italian Restaurant, 
and Ship Café are fully licensed for a seven-day week. 

It will be seen, therefore, from this brief description, 
that the engineers were faced with the problem of pro- 
riding electrical and mechanical equipment for the com- 
fort. entertainment, convenience, and refreshment of 
"pwards of 3,500 patrons, plus a staff of 300 musicians, 
attendants, engineers, waiters, &c.. &c., concentrated on 
4 site area of approximately 24,000 sq. ft. 
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Fic. 2.—STAGE SWITCHBOARD. 


period of years, 


based on a fixed 
charge рег kilo- 


watt of maximum 
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Fic. 3.—BALANCER AND SWITCHGEAR. 
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running charge per kWh, with a minimum guaranteed 
sul per annum; provision was made for variations in 
the cost of coal, both in the running charge and in the 
minimum guaranteed sum. 

A bulk supply, on the 3-phase system at 8,000 volts, 
was first discussed, but arrangements were finally made 


MINUTES 
4.—CHART OF PROJECTION ARC VOLTS AND AMPERES; 
Anc FED By ARC CONTROLLER. 


for a d.c, supply on the two-wire system at 230 volts. 
l'or convenience, and to ensure continuity of supply, two 
feeders, each of one square inch section, were laid direct 
from the North Road sub-station, and, together with a 
heavy service from the local network, were brought into 
the building and connected to the main feeder board, 


Fia. 5.—ProJecTION Room, 


situated in the basement. This main board (shown in 
fiv. 1) is really composed of two boards, the four panels 
on the left, supplied by the Metropolitan-Vickers Elec- 
irical Co., Ltd., being the property of the Brighton Cor- 
poration. The three remaining panels, on the right, 
contro] the main feeders in the building, and were sup- 
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plied by the Park Royal Engineering Co., Ltd. At pre- 
sent twelve feeders are connected, but provision has been 
made for adding further panels as and when required at 
minimum cost and inconvenience. 

At the time when orders were being placed, it was con- 
sidered that although pictures would form the staple 
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Fic. 6.—'* THE REGENT," STAGE VIEW. 
(By the courtesy of Mr. Robert Atkinson.) 


“diet” of the theatre patrons, yet elaborate stage set- 
tings and possibly stage plays might be produced later, 
which would call for a comparatively heavy stage light- 
ing load, probably at short notice. A 0.2 sq. in. feeder 
was therefore run to the stage, and a three-colour stage 
switchboard, having duplicate bus-bars and change-over 
switches, supplied by the Park Royal 
ingineering Co., Ltd., was in- 
stalled. Provision has been made on 
this board whereby, by means of 
plug connectors, a part of the stage 
lighting can be transferred to the 
theatre main circuit during ordi- 
nary picture programmes, thus 
avoiding the cost of a switchboard 
attendant, when he would not other- 
wise be required. | 
Since, bv the terms of the agree- 
ment, the whole supply is metered in 
bulk, through one meter on the main 
switehboard, it was considered un- 
necessary to -differentiate between 
lighting, cooking, and the steady 
power load. Common feeders, there- 
fore, were run to double-pole, iron- 
clad fuse boards, located at con- 
venient centres, and sub-feeders, 
radiating from these boards, are 
connected to motors and to lighting 
sub-fuseboards, of a similar char- 
acter, in the locality. The only ex- 
ceptions to this standard are the 
lifts, and the balancers (referred to 
later) which, in view of the inter- 
mittent nature of the load, are con- 
nected by special feeders direct to 
the main switchboard. 
О Careful investigation of the costs 
at the time when the installation was planned indicated 
that up to and ineluding 0.1 sq. in., the usual v.1.r. 
taped and braided cables and conduits were the cheapest 
and most satisfactory proposition, but for 0.125 sq. 1n. 
and larger sizes, galvanised armoured cables, cleated to 
the walls, showed a considerable advantage in price, and 
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were adopted where the whole run was accessible after 
completion of the building.  Henlev's cables, Griffith’s 
conduit, and Kartret fuseboards were used exclusively. 
The supply for the projection room and the stage arcs 
and incandescent focus lamps next eame under review, 
and, due to the fact that the supply was on the two-wire 
d.c. system at 230 volts, it was decided, after consultation 
with the makers, Messrs, Electromotors, Ltd., not to in- 
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Гіс. 7.—‘* THE REGENT," BALCONY VIEW. 


stall the company's standard 100-volt, 100-amp. d.c. 
motor-driven generator set, but to take four of these 
standard generators to form two balancer sets, each rated 
for 180 amp. in the middle wire, with close automatic 
voltage regulation, and to make a special three-wire sys- 
tem inside the building. This arrangement provides a 
low-voltage supply to the projection room and stage 


Fic. 8.——PnoJECTION Room 
CONTROL PANEL. 


simultaneously from one running machine, which nor- 
tially operates at a satisfactory efficiency figure, provides 
4 practically unlimited supply of energy at 115 volts, 
and deals most satisfactorily with the normal out-of- 
balance current of 100-120 amperes, which changes from 
side to side every 15 or 20 minutes (see fig. 3). 

The projection room is equipped with two film pro- 
jectors, one slide lantern, and one 25 50-ampere spot 
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Fia. 9.—'' THe REGENT ' 
(By the courtesy of Mr. Robert Atkinson.) 


light, connected in series with separate grid type resist- 
ances having a negligible temperature coeflicient, and 
supplied by Messrs. Allen West & Co., Ltd., of Brighton. 
These resistances, which are designed for a maximum 
current of 100 amperes, have no adjustable features of 
the standard type, but are fitted with terminals at 
definite points, so that if necessary the current value can 
be altered. "They are all fixed in a separate, well- 
ventilated room, and by this means 
a high temperature in the projection 
room is avoided. 

The modern tendency is to use 
long films running into several thou- 
sand feet, and from a fire risk and 
several other points of ‘view, it is 
inconvenient to arrange projectors to 
take more than 1,200 to 1,500 feet of 
film. Patrons naturally object to 
interruptions in the unfolding of 
the story, due merely to mechanical 
causes, and therefore the projection 
engineer has to provide apparatus 
which will enable the operator to 
make invisible change-overs between 
machines in multiple-reel films. With 
the three-wire above des- 
eribed, this is a simple matter, for, 
with one projection are running at 
80 amperes on one side of the sys- 
tem, the second are is switched in in 
series with its full resistance and 
takes 25/30 amperes. In about 30 
seconds, when the crater is estab- 
lished, and the condenser lenses have 
been warmed up, a portion of the 
resistance is short-circuited by means 
of а 100-amp. ''Igranic " single- 
pole, clapper-type switch, operated by а 3-amp. 
tumbler switch from the machine stand, and the 
current rises to 80 amperes, which is the normal 
load, and a balance is effected. The second are 
(incoming machine) is now ready, and at the end of the 
reel, on the running machine, by means of two j-amp. 
corridor-type switches and solenoid-operated shutters, 
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FLOOD i.IGHTING, QUEEN’s ROAD, 


connected across the motor, the motor is started, the 
shutter of the incoming machine raised, and the motor 
stopped and the shutter lowered on the outgoing ma- 
chine simultaneously, by one man. Special are con- 
trollers or feeding devices designed by Mr. Haydn Т. 
Harrison, M.I.E.E., and Mr, Ronald Grierson, 
A.M.I.E.E., which hold the are voltage constant within 
2 per cent, are fitted to each projector, so that given good 
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carbons, oncé the arc is struck, it requires no further 
attention throughout the run, and a steady feed 15 main- 
tained. Adjustments are provided for varying the feed 
voltage, depending on the current and grade and type 
of carbon used. (See chart, fig. 4.) 

In connection with projection arc lamps, it 1s inter- 
esting to note that the efficiency of the most modern 
projectors (7.€., the ratio of the lumens emitted by the 
screen to the lumens emitted by the arc) rarely exceeds 
3 per cent. Assuming a 20-ft. screen, the area of which 
is approximately 320 sq. ft., an illumination intensity, 
without film and with shutter stationary, of 8 foot 


candles would be considered very satisfactory. In this 
case, the screen lumens would be: 2,560, and an 85- 


ampere arc at 54 volts would be used. ^ According to 


Jean Rey, the arc flux would be: 
Ф —18.06 W + 9,740, 


or, say, 93,000 lumens, or 20.2 lumens per watt, and 
the overall efficiency between the arc terminals and the 
screen would be 2.78 per cent. This problem has been 
closely investigated by Mr. H. T. Harrison and Mr. 
Grierson, with the result that new apparatus having 
an efficiency of 10 per cent. will shortly be placed on 
the market. No windows are provided in the projec- 
tion room, and to remove the heat and fumes emitted 
by the arc lamps (four, taking 230 amps., may conceiv- 


Ic. 10.—HEATING BOILERS. 


ably be burning at one time for special effects), a cased 
centrifugal exhaust fan, rated for 1,500 cu. ft./inin. 
against 0.5 inch w.g., supplied by Messrs. Jas. Keith 
and Blackman, Ltd., is provided and connected to each 
lamp-house; ample natural inlets, trunked to the open 
air, are provided. The room is thus kept under a lower 
pressure than the theatre and adjacent corridors, so 
that in the remote event of a film fire, all smoke and 
fumes will be quickly removed, and cannot escape into 
the publie portions of the building. А 12-volt pilot 
circuit, connected to lamps fixed alongside the film 
track, and in the lamp-houses, is provided to facilitate 
threading up and accurately framing films without 
flooding the room with light and thus rendering the dis- 
tant screen picture comparatively invisible to 
operator. - 

The general illumination equipment called for a con- 
siderable amount of study and test work on the absorp- 
tion -of dved: fabric and cathedral glass, due to the novel 
fittings adopted by the architect to harmonise with the 
various decorative schemes, 


the 


The main lighting of the theatre (see figs. 6 and 7), 
which takes approximately 15 kW, is handled by a 20- 
second motor-driven dimmer located in the basement, 
and operated by push-button remote-control gear from 
the projection room and also from the stage. А 100- 
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Fic. 11.—MOTOR-OPERATED DIMMER. 


amp. *' Igranic ” clapper switch is also connected across 

the dimmer, in order to obtain instantaneous ‘‘ black 
oe ‘or - ›› PPS 

outs" or ‘‘full light" for special effects. For the 

Queen's Road front, a flood-lighting scheme was worked 

out in conjunction with Mr. W. E. Bush, of the British 

Thomson-Houston Co., Ltd. (see fig. 9). 


Еа. 19.— STEAM BOILERS. 


Small 5-watt ‘‘ Neon " lamps have been extensively 
used for décorative effect in torch globe brackets, and 
Ediswan *'Fullolite" lamps have proved extremely 
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efiective, used in conjunction with '' Curtis’’ reflectors, 
supplied by the B.1.H. Co., Ltd., when mounted оп 
tloor standards, designed for indirect lighting. 

Five electric service lifts and one Wine lift, supplied 
und erected by Messrs, W. J. Taite & Co., Ltd., Notting- 
ham, connect the restaurants and cafes with the kitchen 
н. the top and the wine cellars in the basement of the 
building, and a 10-cwt. goods lift, driven by a 10-b.h.p. 
motor, connects the kitchen with the goods entrance and 
timekeeper’s office in Queen's Road. Provision has also 
heen 1nade for the installation of four electric passenger 
lifts, each rated for 24 cwt. and driven by а 20-b.h.p. 
motor, as and when the Winter Garden is completed. 

Ventilation in a building of this character presents 
several interesting features. At present the air supply 
is provided for by one 65-1п., single-inlet, double-dis- 
charge. centrifugal cased fan, supplied by Messrs. 
Davidson & Co., Ltd., of Belfast, rated for 50,000 cu. 
ft. per minute, but provision has been made for the in- 
stallation of a duplicate fan and two spray-type filters 
ii a later date. Separate fans are provided for floor 
and roof exhaust, and a separate svstem extracts from 
the Queen's Road cafés, restaurant, service гооп, 
lavatories, &c. Altogether, the final fan and washer 
load will total approximately 75 b.h.p., and approxi- 
mately 200 tons of fresh air will be supplied and ex- 
hausted from the building per hour. 

Heating has been carried out on the low-pressure, hot- 
water system with forced circulation, as experience 
proves tiat this provides the flexible control necessary, 
due to the vagaries of our climate and the rapidly vary- 
mg numbers in the audiences. Five separate and com- 
plete cireuits have been arranged, and one 5-in. centri- 
tural pump. rated for 300 galls./min., driven by a 
3-b.h.p. motor, is at present inst: alled, with provision 
fur a duplicate in the future. Automatic temperature 
control will be added later. 

In the basement, parallel with the Windsor Street fuel 
bunkers, which are rated for 30 tons, three boilers of 
the low-pressure sectional cast-iron type, each rated for 
1.000,000 B.th.u. (30 h.p. equiv. rating). are now in 
operation, but provision has been made for extensions 
ах and when the No. 2 plenum fan is installed and the 
Winter Garden is Mi E. (see tig. 10). 

Steam at 5 lb. per sq. in. for cook ing and hot-water 
supply is obtained гон reducing valves from two 


Spencer-Bonecourt squat type vertical boilers working at 


100 lb. per sq. in., and rated for 1,000 lb. evaporation 
per hour on natural draught (fig. 12). A 4-in. x 21A x 
› in. double-acting, horizontal feed pump of the auto- 
matic type is connected to the condenser main, aud as 
the clean condensate is returned from the hot plates, 
calorifiers, «&c., a float valve admits steam to the 
«vlinder and automatically returns the condensate to the 
boiler. А ''Permutit"' type water softener, supplied 
hy United Water Softeners, Ltd., rated for 500 gallons 
per hour, has been put down to handle the boiler make- 
up and for the cold feed to the 400-gallon calorifier for 
the hot-water supply system to kite hens, service rooms, 
lavatories. &e., to which 50 draw-off points are con- 
nected. The rapid removal of dust and dirt, in a sani- 
tary manner, is an important function of kinema and 
restaurant maintenance. A central system has been in- 
stalled, operating at 7 in. (mercury) vacuwn, rated for 
four renovators driven by an &-b.h.p. motor, and con- 
nected to 25 hose cocks located at convenient points 
throughout the building. 

The organ, erected at a cost of £8,000, is, in two 
portions, concealed above the stage boxes, and is played 
fran a console (kev-board) loc: ated in the orchestra 
well. To ensure instant and synchronous response 
from the two halves of the organ, electro-pneumatic con- 
trol was adopted, which involved the use of many 
pundreds of delicate electrically-operated relays. The 
wind is supplied by a compound (high and low- pressure) 
centrifugal fan equipment, driven by a 71-b.h.p. motor, 
a special 12-volt, 15-amp. generator and storage battery 
being included to operate the electro-pneumatic relays. 

Communication between the principal points in the 


building is obtained by seventeen G.P.O. telephone ex- 
tensions, connected to a central exchange located in the 
Queen's Road entrance, which, under any circum. 
stances, had to be in the continual charge of an operator, 

Fire protection is secured by a 4-inch wrought-iron 
ring main, connected by 3-1nc +h risers to six hy drants, 
each equipped. with 50 ft. of 21-in. hose. 

Messrs. W. J. Furse & Co., Ltd., Nottingham, and 
Messrs. John Jeffreys & Co., Ltd., of London, were the 
contractors respectively for the electrical and for the 
mechanical equipment; their excellent organisation and 
attention to details largely contributed to the successful 
completion and operation of the scheme im record time 
in spite of the many difficulties which arose from time to 
time. 

In conclusion, our thanks are due to Mr. Ronald 
Grierson, A.M.I.E.E., A.M.I.Mech.E., for affording us 
facilities for the preparation of this article. As engi- 
neer to the Provincial Cinematograph Theatres, Ltd.. 
Mr. Grierson has acquired unrivalled experience in the 
lay-out of the engineering equipment of kinemas, as well 
as in the technicalities of optical projection ; he was re- 
sponsible for the whole of the engineering installations 
of “Тһе Regent," and, as will be gathered from the 
foregoing particulars, he has made excellent use of the 
unique opportunity which it offered for the execution of 
a comprehensive scheme on the most up-to-date lines. 


LIGHTING AND POWER NOTES. 


(Continued from page RR.) 


Carlisle.—ExTrNsioNs SANCTIONED.—The_ Electricity Com- 
missioners have sanctioned the installation of an additional 
3,000-k NV turbo-alternator and accessories at an estimated cost 
of £35,500. Sanction is being sought to ноток a further 
£3,000 for services 


Crieff. pde OnpER.—Application has been made 
for a Special Electricity Order by the Town Council. An 
Electricity Committee has been formed in anticipation of the 
receipt of the Order. 


Deal.—ForMaAtion oF SurrLy Company.—The Town Council 
has decided to offer no opposition to à company about to be 
formed to supply electricity to the town, in the event of the 
necessary powers being obtained, and not to apply themselves 
for an Order. At present, powers to supply electricity are held 
by tlie Gas Company. 

Dundee.—BuLK SvurrLy INQUIRY.—The Electricity Commit- 
tee has appointed. its chairman and general manager to nego- 
tiate with the Grampian Hydro-Electrie Syndicate as to the 
price of bulk supplies to the Dundee district and to report as 
to whether the Grampian Power Bill should be opposed or not. 
Approval was also given to the acceptance of contracts for 
£40,000 for sub-station equipment. 


Eastbourne.—PnrpPAYMENT SvsTEM.—The Electricity Com- 
mittee has received a petition signed by a number of con- 
sumers asking for the institution of a prepayment lighting 
system, which, it is suggested, would increase consumption 
while reducing the cost to individual consumers. 

EXTENSION OF SUPPLY.—The Electricity Committee has under 
consideration a proposal to supply electricity to Westham. ‘The 
estimated cost is £6,000. 


Hove.—Yran's WonkiNG.—The total revenue of the Cor-: 
poration electricity undertaking for the year ended March 3lst, 
1921, amounted to £39,763, as compared with £31.436 in the 
previous year. Working expenses were £25,763, as against 
£17,000, leaving a gross profit of £14,000 (£14,376). The result, 
after payment of capital charges, &e., was a net profit of 
£2,595; the previous year’s profit was £3,920. There was a 
net profit of £34 on the Aldrington section; in. which a bulk 
supply from the Brighton undertaking is distributed. In thia 
section a deficit of £1,223 was incurred in 1919-20. 


Inverurie.-—PrRorosep ELectric  LiGuriNG.— The Town 
Council has decided to ascertain the cost of an electric lighting 
installation, and at the same time to ask the Aberdeen Cor- 
poration its terms for supplying electricity to the town. 


Lancashire.— LARGE-SCALE ELECTRIFICATION.—The linking-up 
agreements which are being arranged by Blackburn, Preston, 
and Accrington are designed to effect the electrification of a 
populous and important area of Lancashire. In the district 
within the areas of the municipalities concerned there are 
about 700 cotton mills and a population of over a million. 
Large expenditure is involved, it being estimated that the 
cost of a linking-up cable between Blackburn a Preston will 
alone be £135,000. 
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Lewes.—ScaLE or CHARGES.—The Electric Supply Co., Ltd., 
has applied for an Order authorising it to charge a minimum 
payment of 17s. 6d. for each winter quarter, and 18. 2d. per 
unit for over 15 units consumed, and 11s. 8d. for each summer 
quarter, with Is. 2d. per unit for over 10 units. Authority is 
also sought to cancel the agreement with the Town Council as 
to the price of electricity supplied to it. 


Liverpool.—Loans SaNcTIoNED.— The Electric Power and 
Lighting Committee has received the sanction of the Llectri- 
city Cominissioners to the borrowing of the sum of £21,782 for 
the provision of mains, services and sub-station building and 
equipment in connection with the supply of electricity to the 
Springwood Estate housing. scheme, Garston, and £100,000 
for the provision of mains. 


London.—HhrvocaTrioN OF Compaxy’s OnbkER.—The Minister 
of Transport has ordered that the North Metropolitan Electri- 
city (Lemporary Increase of Charges) Order, 1920, be revoked 
with effect as trom December dist, 1921. 

FuLHAM.—The Electricity Committee recommends the pro- 
Vision of a sub-station, cables, and switchgear, at the cost 
of £2,000, for a supply of electricity to the works of the 
Manbre Sugar and Malt, Ltd. ‘Lhe suppiy will be about 
3UU kW, and а minimum revenue of £1,009 per annum tor 
ve years is guaranteed, 


Londonderry.— Year's WonkiNG.—The accounts of the 
municipal electricity undertaking (Engineer: Mr. R. V. 
Macrory) for the last complete unancial усаг show а total 
revenue of 259,041 and u net protic of £4,789. The output 
was about 4,600,000 kWh. During the year charges for erc- 
tricity for all purposes were reduced, making them by far the 
lowest in l1reiand. Тһе average selling price was 3.74. per 


kWh. 


Lytham.—Price Increase Rerusep.—The Electricity Com- 
missioners have notified the Urban District Council that they 
cannot entertain the application to increase the maximum 
price which may be charged for electricity under the Lytham 
lectrice Lighting Order, 1913. 


Middlesbrough.—loax.—The Borough Council is making 
application to the Electricity Commissioners for sanction to 
borrow £6,000 for a sub-station and services in the Southfield 
Road and Linthorpe districts. 


North of Scetland.— ELECTRICITY Supply SCHEMES.—Messrs. 
Buchan Fartners, consuiting engineers, Edinburgh, have pre- 
pared a report on electricity supply in the North of Scotland. 
Lhe engineers divide the districts as follows, showing the 
possible demand :—Banfishire districts, about 2,500 n.p.; 
Aberdeenshire districts of Huntly and ‘lurriff, 1,600 h.p.; 
Morayshire districts of Burghead, Elgin, Fochabers, Forres, 
Lossiemouth, and Rothes, about 1,300 b.p. ‘hey are of 
opinion that a water-power scheme should be lcoked for to 
develop from 5,000 to 10,000 h.p. They outline two possible 
River Spey schemes, one of which they consider too expensive. 
‘Lhe other, by a tunnel line from Blacksboat to Carron, will 


develop from 3,000 to 10,000 h.p. at an estimated cost of . 


£300,000. Another £100,000 for storage works would pive a 
generating cost at the power station of l.4d. per unit. For 
high-pressure mains from a power house at Carron to Keith, 
thence to Buckie along the coast to Banff, Macduff, Turriff, 
Huntly and back to Keith, they estimate £160,000. The 
average selling price to consumers would be below 4d. per 
unit. The engineers recommend further investigation to 
reduce the cost of the бреу scheme, alSo that Aberdeenshire be 
asked if it would join Banffshire for a bulk supply. 


Portsmouth.—Loaxs SanxctioNep.—The Town Council has 
received sanction to loans of £30,000 for mains and services, 
£6,272 for services, and £6,000 for transformers and sub- 
station equipment. 


Richmeond-on:Thames.—Prict INCcREAsE.— The Town Coun- 
cil General Purposes Committee’s recommendation has been 
carried authorising the Richmond Electric Light Co. to charge 
not more than 73d. per kWh for lighting (present price 6d. per 
kWh) up to 100 kWh per quarter and 7d. beyond; for power 
purposes the charge 1s to remain at 24d., but for heating (2d. 
per kWh) no maximum price was fixed, and the meter charge 
also remains unaltered. The company obtains its electricity 
from the Lot's Road power station in bulk, and last year made 
a gross profit of £1,700. The revised scale was agreed to for 
five years, subject to either side calling for arbitration or agree- 
ment after 24 years.—Richmond and Twickenham Times. 


Sidmouth.—Proposep ELECTRICITY SUCPPLY.—At a meeting 
of the Urban Council on January 11th, the chairman reported 
on an interview with a representative of Messrs. Gilbert Gilkes 
and Co., when he learned that a scheme of electricity supply 
would cost approximately £10,000. This was a saving of 
£15,000 on the scheme presented two vears ago. The Council 
decided to meet Messrs. Gilkes’s engineer and consider the 
question with him. 


Southport.—Cavsrs or Brrakpowns.—The municipal 
buildings were suddenly deprived of light recently. Upon in- 
vestigation it was found that a rat had short-circuited a trans- 
former. A short time before this a failure of supply had been 
caused by a cat in & similar manner. 


St. Annes.—Loan.—The Urban District Council is apply- 
ing to the Electricity Commissioners for a loan of £31,000 for 
electricity purposes, the largest item being £14,000 in respect 
of new and supplementary mains. : 


Stafford.—Lo4N.—The Electricity Committee is applying to 
the Electricity Commissioners for sanction to borrow £10,000 
for a new boiler and auxiliary plant. 


ГА 
Ѕ$іопеһауеп.—РкорРозЕр ELECTRICITY ScHEME.—The Town 
Council is considering a scheme for the electric lighting of the 
burgh, and the Lighting Committee has been asked to inquire 
and report. An engineer suggests three schemes for considera- 
tion: a supply from Aberdeen; the possibility of obtaining 
power from water sources; cr the erection of piant. 


Stretford.—Nry GENERATING SET.—AÀ new Metropolitan- 
Vickers 5,000-kW turbo-generator set was started up on Janu- 
ary 9th by the chairman of the Electricity Committee. 


Swadlincote.—Burk | берү ReQurrED.—The  Burton-on- 
Trent Corporation having asked for the consent of the Urban 
Council to place an overhead transmission line and ап under- 
ground cable in the urban area, the Council has decided to ask 
the Corporation whether it is prepared to supply electricity in 
bulk to the town. 


Wakefield.—l.o4N.—The City Council is applying to the 
Electricity Commissioners for sanction to borrow £10,000, 
principally for mains extensions. 


Westgate-on-Sea.—Exectricity Surpty.—The Council has 
asked the Gas Co. whether it will supply electricity to the 
town. If not, the Isle of Thanet Tramway Co. is to be asked 
if it is prepared to extend its cables to Westgate. 


Whitehaven.—Loax.—The Town Council has applied for 
sanction to borrow £3,500 for the extension of electrical ser- 
vices at Arrowthwaite, Thwaiteville, and in conection with 
the Bransty housing scheme. 


Widnes.—OverHEAD WinES.—The Corporation has refused 
the application by the Mersey Power Co. for permission to 
erect overhead wires in the Appleton district of Widnes. 


Worcester.—EtrEcrRiCciTY FOR NEW  HovskEs.—The Town 
Council has decided to install electric lighting in the houses 
being erected in Bromyard Road. 


TRAMWAY AND RAILWAY NOTES. 


Blackburn.— PARLIAMENTARY BILL.—A statutory meeting of 
the Council was held on January 9th to confirm a Parhamen- 
tary ВШ giving the Corporation certain powers. The Bill pro- 
vides for extensions to the tramway system and for the 
running of motor omnibuses both inside and outside the 
borough. A sum cf £265,823 will be required to meet the cost 
of the tramway extensions and the omnibus service. This 
clause was opposed by the Commercial Motor Users’ Associa- 
tion and the East Lanes. Road Transport Association. In the 
end the clause dealing with motor omnibuses was defeated 
by an overwhelming majority. This necessitates a special poll 
of the ratepayers. 


Edinburgh.—ThaM way Evectrirication.—The Town Council, 
after reversing its decision. to. have span wire supports 
for the electric tramway wires, has decided to apply to the 
Minister of Transport for sanction to erect central poles in 
Princes Street. 


Farnworth.—LIixkiNG-UP. SysTEMs.—At a meeting of the 
Council cn January llth it was reported that the Farnworth 
and Kearsley Councils had waited on Salford Corporation re- 
garding the linking-up of the tramways between Bolton and 
Manchester by providing a short length at Clifton. There was 
not much hope entertained of this link being supplied for the 
present. The Salford lease of the Swinton line would expire 
in four years and the short length of tramway, costing £5,000, 
would then have to be handed over to the Swinton Council. 


Glasgow.—PurcHASE OF PAISLEY SysTEM.—At a meeting of 
the Town Council on January dth a proposal of the Tramways 
Committee to offer £200,000 was discussed. There was a 
general feeling that more information should be given regard- 
ing the matter, and the proposal was therefore referred back 
to committee. 


Jamaica.—ACQuUISITION OF TRAMWAYS.—It is announced in 
Jamaica that the Canadian Pacific Railway is likely to acquire 
the tramway service operated in Kingston and district by the 
West India Electric Co., Ltd., another Canadian concern, with 
headquarters at Montreal. The C.P.R. is also said to be will- 
ing to take over the Jamaica Government Railway for a term 
of years and to pay the colony in return a certain sum annu- 
ally, in addition to meeting interest and sinking fund charges 
on the existing railway loans.—The Times Trade Supplement. 
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London.—Late '' Tuse ” Trains.—After experiments extend- 
inz over a period of two months, the Underground Railway 
tunpanies have come to the conclusion that the special late 
tins. are not sufliciently used to justify their continuance. 
izey are accordingly to be withdrawn. " 

ADDITIONAL "" Tuse " ACCOMMODATION.—To cope with the 
емга flow. of traffic during the " rush hours,” four additional 
Мхчгаг trains have been put into service in the Piccadilly line 
i^ from. Monday last. Accommodation for an extra 2,400 pas- 
~neers Is made available by this means. 

EFFECTS OF SNowsTORM.—The parts of London's electric rail- 

wavs exposed to the air were affected by the snowstorm cn 
January 13th. Steam-driven snow-ploughs and brushes were 
brought into use and considerably reduced the number of stop- 
rates and loss of time. On the London & North-Western 
suburban lines a special steam-train service was run. 
New " THROUGH " RovrE.—On January 22nd the Т.С.С. is 
m-tituting a direct tramway route from Chelsea to Southwark 
Bridte—a distance of nine miles—via Clapham, Stock well, 
Brixton, and Camberwell Green. 


Prestonpans.—AcciIDENT.—On January 12th a tramcar pro- 
eing from Crown Square to Prestontinks pit encountered 
a drift of sand on the track and was derailed. It came into 
contact with an iron standard, smashing the front of the саг 
4nd the windows. The driver escaped with slight injuries; 
«seral passengers sustained shock апа bruises. 

Rcchdale.—L. & N.W. RaiLway ELkcTRIFICATION.— The 
Toun Council has been informed that it is improbable that 
the electrification of the L. & N.W. Railway service between 
Xanchester and Oldham will be continued from Oldham to 
lh «hdale at the commencement of the scheme. 


Taunton.— TRAMWAY SERVICE.—Àt a recent meeting of the 
Town Council a resolution was adopted urging the re-opening 
ef negotiations with the Taunton Electric ‘Traction Co., Ltd., 
with a view to the transfer of the system to the municipality. 
Tae absence of the tramcars 1s being felt very severely. 


Wolverhampton.—Prorosep Revision oF Fanks.—It was 
tuted at a recent Council meeting that the cars were running 
ina ha!f-emipty condition and plant was lying idle. The Tram- 
vivs Cominittee was therefore instructed to carefully consider 
what economies could be effected in the working expenses, and 
whether lower fares for shorter stages would not result in a 
seater number of passengers being carried, without detri- 
tnt to the gross receipts, and to report to the Council av the 
cardest possible date. 


TELEGRAPH AND TELEPHONE NOTES. 


Belgium.—New WIRELESS Station.—The Belgian Govern- 
neat aas just placed the contract for the big international 
Wirrless station of Kuvsselede, near Bruges. The new station 
*ii. be the biggest of its Кта in Belgium, and in some points 
ail excel any station in France or elsewhere. The anwenne 
viil spread 4,200 inetres in length and 400 metres in breadth, 
aud wili be upheld by eight standards 275 metres high rigged 
ua new system. Lhe equipment will consist of an arc 
ceterator and a high-frequency alternator.’ It is planned for 
ah automatic daily transmission of 60,000 words, in order to 
erve the trafic to North and South America and the Congo. 
Tue receiving centre will be situated at Bruges, and will com- 
pie several complete sets of plant, in order to allow of the 
simultaneous receipt of at least four different messages during 
tte working of the sending post. The Belgian station will 
Hive а power in the antenna of 500 kW, as at Croix d'Hins, 
hut the effective height will be 30 metres greater than the 
later, while the current in the antenng will reach 650 
imperes, and the useful working range will be threefold 
greater, The lengths of wave realised, both with the arc and 
Ue alternator, will be about 20,000 and 25,000 metres. The 
autract has been secured by the Société Indépendente Belge 
de Telégraphie sans Fils, against competition, both from firms 
n Belyium and abroad. 

The power required to work this station will be 1,000 kW. 


Kenya Colony.—TELEGRAPH SERVICE.—An_ overhead tele- 
лар service has been established between Mombasa and 
баре Town via Tanganyika Territory, Nyassaland, and 
Rhodesia. The rates are cheaper than by the sea cables, says 
The Times. 

Storm Damage.— During the Mediterranean storm of last 
week telegraphic communication between France and Morocco 
“us maintained by aeroplanes. The cable broke down 
and ships were greatly delayed by the heavy seas. Conveved 
һу aeroplane from Casablanca, 600 telegrams were delivered 
the following day at Toulouse. 

The Post Office announced on the 13th inst. that owing to 
“nle interruptions heavy delays were to be expected in the 
ов of messages to Scandinavia and Finland.—Daily 
Sd uas. 

Acvording to the Manchester Guardian Mid-Wales was 
towbound on Saturday last by the blizzard which swept over 
t during the night. Telegraphic and telephonic communica- 
ton generally was seriously interrupted, and in some cases 
pe ae suspended. Many overhead wires were down in 


. of a standard telephone cable nine miles in length. 


. 18 now 333. 


The Central Telegraph Oflice reported that owing to the 
severe snowstorm, followed by a thaw, communication with 
Paris was much interrupted. 


The Telephone Service.—New TRUNK CABLE COMPLETED.— 
The new underground cable, says the Manchester Guardian, 
has now been laid between Liverpool and Manchester, and 
will afford " additional channels cf communication between 
Liverpool and a large. number of Lancashire towns, of which 
Manchester is the principal switching centre." The greatest 
benefit of the additional circuits will be felt in Manchester 
itself. The new cable will improve communication also with 
North Wales. The cable is loaded at intervals of about 14 
miles, and consists of 160 pairs of copper wires, each weighing 
40 lb. to the 1nile. It is 364 miles long, and the connecting 
up of the comparatively short lengths m which it had to be 
drawn into the ducts required 160,000 soldered joints, each 
electrically tested. Its speaking efficiency is equivalent to that 
The tota! 
number of trunk circuits between Manchester and Liverpool 
A cable is also being laid between Manchester 
and London, and work has been begun on another connecting 
Birmingham and Manchester—the placing of the contract 
having been expedited to relieve uneinployment. 

PRIVATE AUTOMATIC EXCHANGE.—Sir William Noble, engi- 
neer-In-chief to the British Post Office, on January 16th 
opened at the head offices of The Liverpool Courier and 
Express a new automatic telephone exchange, linked up with 
the public service, which has been Jaid down for the use of 
those newspapers. This is the pioneer installation of its kind 
for newspapers.—Financial. News. 

Wireless Telegraphy.—A WinELESS. CLUB ror East НАМ.— 
Mr. Ernest E. Forrest, 66, Gillett Avenue, East Hain, E., 1s 
endeavouring to form a wireless telegraph club in the East 
Ham, Forest Gate, and Barking districts. Wireless amateurs 
who desire to listen to the wireless concerts sent out from the 
Hague are informed by the agents of the Nederlandsche Radio- 
Industrie that the transmission times are on Sunday after- 
noons from 2 p.m. to 6 p.m. EE 

AMATEUR Tests.—The first prize in the recent Transatlantic 
amateur wireless tests has been won by the Manchester Wire- 
less Society. The receiving set used in the test was erected 
at the residence of Mr. W. R. Burne, Springfield, Thorold 
Grove, Sale, who was responsible for the manipulation of the 
various instruments loaned to him by members of the Society. 
These instruments. together with the special panel built for 
‘the occasion by Mr. Burne himself, enabled the tests to be 
carried through successfully. The receiving set will be ex- 
hibited on February 95th at the Societv's headquarters, the 
Albion Hotel, Piccadilly.—Manchester Guardian. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice '' appeared.) 


OPEN. 

Accrington.—Corporation. One 6,000-kW  turbo-alternator 
with condensing plant. (See this issue.) 

Australia.— MELBOURNE.—February 2th. City Council. 
Electricity Department. One rotary converter with trans- 
former, &c.; 6,600 V switchgear. (City Electrical Engineer.) 

Victorian Railway Commissioners. March 8th. 35 cabin 
transformers for power signalling. (Contract. No. 34,863.)* 

P.M.G.'s Department. March 8th. Switchboard apparatus 
and parts. (Sched. 545.) March 15th. Protective apparatus 
(Sched. 546). ` 

Sypxey.—April 94th. Electricity Department. Two 2,000- 
kW rotary converters, and one 10,000 to 19,000-kW turbo- 
alternator.* 


Aylesbury.—Electricity Department. Опе 300-kW con- 
verter, with e.h.p. and l.p. switchgear. (January 6th.) 


Bulgaria.—Soria.—February 14. Department of Posts, 
Telegraphs and Telephones. Bronze in plates and bars, iron 
and steel plates and bars, and insulating materials.* 

February 27th. Various electrician's small tools (including 
pincers, brazing lamps. soldering irons, bits, &c.).* 

March 8th. Porcelain. insulating tubes for telephones, im- 
pregznated paper insulating tubing, ebonite cap, and insulated 
copper wire.* 

Egypt. — ALEXANDRIA.—April 25th. Municipal Council. 
Supply and installation of pumps and motors at the Kait Bey 
principal pumping station.—Reuter’s Trade Service (Cairo). ` 


Italy.—RoME.—April 30th. Italian State Railways. Elec- 
trification of the Bologna-Montfaleone Line. Particulars from 
Direzione Generale Ferrovie dello Stato, Rome. 


London.—I.EwisHAM.—January rd. Board of Guardians. 


Electrical installation at the Children's Home, Cumberlow, 


Goat House Bridge, Norwood Junction, S.E. (January 13th.) 

IsLINGTON.—February 16th. Electricity Department. Elec- 
trical and engineers’ stores for 19 months, including cables, 
meters, lamps, wires, carbons, engine-room stores, &c. (Janu- 
ary 13th.) 
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HAMMERSMITH.—January 25th. Electricity Department. 
Supply, drawing-in and jointing, &c., an additional 11,000-У, 
three-pnase linking-up main between the Fulham and Ham- 
mersmith electricity generating stations. (January 13th.) 


New Zealand. — WeLuINGcton.—February Atb. Public 
Works Department. Three 11,000-V reactances complete, for 
the Lake Coleridge electric power scheme.* 

DrxNEDIN.—March 31st. City Council. One 1o0-h.p. 3-phase 
induction motor and reduction. gear.* 

AUCKLAND.—Auckland Electric Tramways Со. February 20th, 
Permanent way material. March 20th. Overhead line. ma- 
terial. Specifications may be inspected at the offices of the 
British Electrical Federation after February lst.—Heuter'8 
Trade Service (Auckland). 

Portlacighise.—Iebruary 8th. District Mental Hospital. 
Supply of 25 complete renewal sections for 33 plate, B.N. type, 
Sandycroft battery. (See this issue.) 

Warrington.—HFebruary 6th. Electricity Department. 
Main e.h.p. switchboard extension. (January 13th.) 

*A copy of the plan, specifications, and conditions of tender, 
&e,, can be inspected at the Department of Overseas ‘Trade 
(Room 51), 85, Old Queen Street, S.N.I. 


CLOSED. 


Australia.— Melbourne City Council. Accepted :— 
14 tons bare h.d. copper cables, £2,064.—British insulated & Helsby 
Cables, Ltd. Е 
3.000 W-wa lamps, £1,212.—Lawrence & Hanson. 
3U0 4XI-watt and 290. 300-w att lamps, £358.—Australian General Electric 
Co. 
6,600 V switchgear, £1,504. —Metropolitan-Vickers Electrical Co., I.td. 
Switchgear protection relays.—Ferguson, Pailin & Co., Ltd.— Tenders. 
Belgium.—Eight firms submitted tenders last week to the 
Belgian. Post and Telegraph Authorities. in. Brussels for 63 
B б r 3, 
cable heads. Among the firms tendering was W, Т, Henley's 
Telegraph Works Co., Ltd., the lowest offer being that ot а 
Belgian concern, F. Lemoine, of Dison. 
Blackpool.—l:lectrieity Committee. Recommended, sub- 
ject to the sanction of the Electricity Commissioners :— 
5,000-KW turbo-alternator.— Fraser & Chalmers, Ltd. 
Condenser and auxili iries.—Hick, Hargreaves & Co., Ltd. 
Leigh.—Board of Guardians. Accepted:— 


Jas. Morris, Bolton, £340 for the installation. of electric. lighting at the 
hospital, master's rooms, board room, and offices. 


Peterborough.— Board of Guardians. Accepted:— 

wW. H. Borrows, of Warrington, for installing electric light. at the 
Workhouse, at £240. Other tenders. submitted were :—Messrs. Han- 
son, £299; J. Towle & Son, £265; N. Masner, £250; G. Andiews 
and Co., £205; А. 5. Sharp, £246. 

South Staffordshire.— MESSRS. GLENFIELD & KENNEDY, LTD., 
of Kilmarnock, have received an order for a large pumping 
engine from the South Staffordshire Waterworks Co., Bir- 
ningham, for its pumping station at Slade Heath. ‘The 
contract, includes a complete electric. lighting plant for the 
pumping station. 

Sunderland.—Town Council. Accepted:— 


British Insulated & Helsby Cables, Ltd.—Cable. 
Ferranti, l.1d.— Meters. 


FORTHCOMING EVENTS. 


Balferd Technical & Engineering Association.—Saturday, January 21st. 
At the Royal lechnical College. At 7 p.m.  Presideptial address by Mr. 
J. Morris, and musical social evening. 

Manchester Wireless Society.—Saturday, January 21м. At the Albion 
Hotel. At 8 p.m. Whist drive and dance. 

Thursday, January 26th. At 7.30 p.m. Practical. demonstrations and 
exhibition of wireless apparatus. 

Institution of Electrical Engineers.—IxrormaL Mxrrisc. Monday, January 
23rd. At the Institution, Victoria. Embankment, At 7 p.m. Discussion 
on '* Electrical Vehicles, Present and Future," to be opened by Mr. К. J. 
Mitchell, 

(North-Eastern Centre).—Monday, January 23rd. At the Armstrong 
College, Neweastle-on-Tyne. At 7.15. p.m. Paper on "" The Interconnec- 
tion of А.С. Power Stations," by Messrs. L. J. Romero and J. B. Palmer. 

(North-Western Oentre).—luesdav, January 24th, At the. Engineers’ 
Club, Manchester. At 7 pam. Paper on ‘ The Cye-are Process of Auto- 
matic Electric Welding," by Mr. L. H. Steele and Mr. H. Martin. 

(East Midland Sub-Gentre).—Tucsday, January 24th, At the Lough- 
borough College At 6.45 p.m. Paper on “ Loughborough Electricity 
Undertaking and Extensions in lland," by Mr. R. B. Leach. 

(Tees-side Sub-Centre).— Thursday, January 26th. At the Cleveland 
Technical Institute, Middlesbrough, At 7 p.m. Paper. on * Methods of 
Conversion of A.C. to. D.C. for Traction. Purposes," by Mr. €. H. 
Davidson. 

(irish Centre, Dublin).—Friday, January 27th. At the Royal College 
of Science, Dublin. At 8 p.m. Lecture on “ The Development of Elec- 
tricity Supply in Switzerland," by Mr. E. M. Johnson, 

(London Students’ Section).—Fridav. January 27th. At 7.45 p.m. 
Theatre party at Coliseum, Tickets 3s. ахі. cach. 

Institution of Oivil Engineers.— Tuesday, January 24th. At the Institution, 
Great George Street, S.W. At 6 p.m. Discussions on papers, ** Control 
of Trains in Relation to Increased Weight and Speed Combined with 
Reduced Headway," and on ‘ Trials in Connection with the Application 
of the Vacuum Brake for Long Freight Trains.” 

Students’ Meeting. —Wednesday, January 25th. At the Institution, 
Great George Street, S.W. At 6 p.m. Second lecture on “The Economic 
Aspects of Various Methods of Power Transmission," by Mr. E. W. 
Monkhouse. 

Women's Engineering Society.—Tuesday, January 24th. At 26, George 
Street, Hanover Square, W. At 6,15 p.m. Lecture on '* Domestic Engi- 
necring," by Miss Gwynne Howell. 

industrial League and Gouncil.—Wednesday, January 25th. At Caxton 
Hall, S.W. At 7.30 p.m. Lecture on *' Conditions of Industrial Har- 
топу,” by Mr. F Hughes. 


Chelmsford Engineering Soolety.—Thursday, January 26th. At the Еги 
Anglian Institute. At ? p.m. Paper on " The Reclamation and Utilisa. 
tion of Waste in Factories,” by Mr. С. H. Аугев. 

Junior Inetitution of Engineere.—Friday, January 27th. At Caxton Hs! 
Р uix Lecturctte, "" Fucls and the Boiler House," by Mr. L. M 
ox kel. 


- Edinburgh Electrical Society.— Frid. s, January 27th. At the Philosophica 


Ínstiute At 8 pm, Paper on " Some Notes on Country House liani? 
by My. Т. 5. Munnoch. 

Manchester Electro-Harmonic Society.—Friduy, January 27th. At th 
Albion Flotel (Marble. Hall). Concert. 

Electrical Power Engineers’ Association (Southern Division).— lr 
January ТШ. At the Central Hall, Westminster, At 7 pam, Lecture or 
“The Metering of Steam by Means of Orifices," by Mr. J. L. Hodgson. 

Physical Society of London.—Fridav, January 27th. At the Imperial College 
of Science, South Kensington, S.W. Ato p.m. Ordinary mecing. 

National Association of Supervising Electricians.—Saturday, January TRU 
Ac Frascati's Restaurant, Oxford Street, W. At 0.30 p.m. Annual dinn: 
and musical. evening. 


THE "ELECTRICAL REVIEW" SERVICE 
| DEPARTMENT. 


To enable us to complete our repies to inquiries this week 
we need the names of manufacturers or suppliers of :— 

" WITHNITT ” Insulators. 

'* AJAN ” dry batteries, 


NOTES. 


Service Notes.—l.ieut.-Com. G. McL. Cameron, Коха! 
Navy, has been appointed to Comus lI. for charge of the 
wireless station at Aden, one of the most inportant nava 
bases in the East. A large number of discharges are bei, 
made from the Electrical Department at Rosyth naval bax. 
and, judging by inner knowledge, there 15 little chance of any 
abatement in the discharges for some time to come. Warrant 
Electrician J. Bryant has joined the battle-cruiser Malaya fa 
service. Captain C. R. H. Thorn, T.D., M.LE.E., has relin 
quished his commission in. the London Electrical Engineer: 
after a service extending back for nearly twenty years. Ob 
retiring from the Southern Signal Companies, Major А. 
Handley, M.I.E.E., has been given the rank of lieutenant 
colonel. 

Educational.—The Engineering Department of the Un. 
versity College, Nottingham, has arranged a course of lec- 
tures on the high-pressure transmission of electrical energy. 
the first of which was given on January 17th. Admission & 
the lectures 1s free. 

The ‘‘ Model Engineer” Exhibition.—The fifth Mode 
Lingineer small power, engineering, and scientific. exhibition 
that was held at the Royal Horticultural Hall last week 
marked the revival of a series of similar displays organisec 
by Messrs. Percival Marshall & Co. Four. previous show: 
have been held, the last taking place in 1913. Whether pur 
sued as a hobby or as an aid to technical education or inven: 
tion, the educational advantages of model building to the 
youthful engineer and technical student are too apparent t 
need emphasis. 

The quality of the exhibits in- the Competition бесот 
clearly proved to be on as high a plane as ever, and showet 
talent for fine craftsmanship in metal. The models in thi: 
section came from all parts of the British Isles, and the com 
petitors represented all grades of society. Some 9 out of the 
148 models in this section were of electrical interest—namely 
a Valve receiver for wireless telegraphy and an air-core h.p 
transformer, a high-speed vertical electric light engine, an elec 
trically-propelled single-screw ship, an electric tank oco 
motive, a 4-cylinder petrol engine driving a Whitney dynamo 
an undertype steam engine and dynamo, an electric torpedi 
boat destroyer, a 12-volt motor and 10-volt, 5-amp. dynamo, Хе 
On the stand of the Model Railway Club four electric loco 
motives were noticed, while the Rattler (a 3-ft. electric yacht 
and the Maud (an electric tug boat), were shown by member: 
of the South. London Experimental and Power Boat Club. 

This year a record number of trade firms (60) had exhibit: 
on view, of which some 20 showed fractional h.p. motors, 
wireless apparatus, novelties, &e. Mention may be made of 
the 4-kW petrol-electrie lighting plant, with batteries, made 
by Messrs. STUART Turner, LTD.; of the small motors and 
sundries on the stand of the GeneraL Enectric Co., Lrp.; of 
the master clocks and horophones (wireless receiving) shown 
by the SyNCHRONOME Co., LTD.; and of the wireless device: 
and accessories shown by the Marconi SCIENTIFIC INSTRCMENI 
Co., Lro. "The official electricians to the exhibition were 
Messrs. Brooxs & White, and by good foresight the exhi 
bition was arranged, as usual, to take place during the 
Christmas holidays, so that boys home from school woul 
be able to go again and again—as they always do—to see, 
inspect, and explain to their elders just how the thing works. 
The fathers, as a rule, were just as keenly interested as еп 
children. | | 

The Electrical Wholesalers’ Federation.—4A dinner is К 
he held by this Federation at the Trocadero Restaurant 0D 
Thursday, February 2nd, at 7 p.m. 
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The Electro-Harmonic Society.—.\t the concert held at 
Cannon Strees Hotel, on January 13th, Mr. Wiliam Peto 
sted as chairman, and a good programme was presented. 
Mr. Bernard Flanders, A.R.A.M., officiated at the piano; the 
veslists Were Mme. Ethel Dyer (soprano), Mr. Ernest Har- 
staves (tenor), and Mr. Walter Saull (baritone). The lighter 
Sie of the prograinme was provided by Messrs. Nelson 
Jackson, Sterndale Bennett, and Will Edwards. , Mr. Charies 
L2fgett and his cornet were well received. 


Fatalities.—On January 3rd ап inquest was held into the 
deat) of William Hawkes, an electrician in the employment 
vef Messrs. Vickers, Ltd., Erith. It was stated that the 
deceased had received instructions to alter the connections 
in à cable dug-out, and a fellow electrician, going to the 
mace shortly afterwards, found him grasping a cable and un- 
conscious, Kicking the cable away, the witness said that he 
exzinined. deceased and found him lifeless. Further evidence 
showed that the current in the circuit was at 200-V pressure. 
А uryman suggested that there had been neglect on the part 
of the firm an not sending а mate with deceased to the job, 
but it Was pointed out that this was not usual in a minor 
operation of this nature. Mr. G. Scott Ram, Senior Electrical 
Inspector of Factories, Was present, and said that, the case 
would receive further attention. A verdict of " Death from 
miidventure '" was recorded. | 

At the Pheenix works of the English Electrie Co., Ltd., at 
Thornbury, Bradford, on January 13th. Lawrence Waterhouse 
"Ан. of Horsforth, an electrical engineering trainee under the 
Government. scheme, was found dead on the test bed near a 
switchboard; it is surmised that he was engaged m making 
saue adjustinent on the board without having switched. on 
ihe power, when he fell and struck a live wire carrying a 
„еп at 500 V. 

The South-East Lancashire . Electricity . District. — 
THe Loca Ineuiry.—The inquiry by the Electricity Commis- 
-ners Into the scheme for the improveinent of the organi- 
чөп for the supply of electricity in South-East. Lan- 
бешге, Was opened at the Town Hall, Manchester on Tuesday 
ost. before Sir John Snell (chairman), Sir Harry Налага, 
Mr. H. Booth, and Mr. W. Гаске. Mr. Tyldesley Jones, K.C., 
ead Mr. Burgis appeared for the promoters who are the con- 
erence Of authorised undertakings in the area. 

[n his opening address, Mr. ‘Tyldesley Jones said the area 
cMtended to Wigan on the west, and Macclesfield) on the 
wih, and included the towns of Ashton, Bolton, Bury, Old- 
han. and Rochdale.* The population numbered 2,720,263, the 
rateable value £15,779,646, and it contained nearly ten per 
xut. of all the electricity generating plant in. the United 
^mzdorn. The only undertakings within that area which he 
id net represent were the Stalybridge, Hyde, Mossley, and 
i"iinfield. Tramways and Electricity Board, and the York- 
-are Electric Power Co. 

it was found impossible to come to an agreement for the 
»nstitution. of a Jomt Electricity Authority, and the alterna- 
me was a Jomt Advisory Board which was the scheme 
mw presented.: The Board would consist of 45 -members. 1ts 
‘anction would be to see that no new generating station was 
rout, nor an existing one extended, without? the proposals 
hein, hrst submutted to the Board, which might be able to 
nunlate an alternative scheme more conducive to the general 
interests, 

Mr. Eastham, representing the Stalvbridge Board, asked 
"hat would happen 1f the constituent authority and the Board 
dit not agree. 

Mr. Tyldesley Jones replied that the constituent authority 
wild be heard, and if dissatisfied it could appeal to the Com- 
Lissioners. | | 

A disenssion of this point. ended with a suggestion that 
the scheme When approved might embody the powers con- 
ferred by section 19 of the Act. 

iderman арпа, chairman of the Manchester Electricity 
Conunttee, was the first witness called.- He said the seheme 
tut forward had received practically unanimous approval. The 
Stsbrdae Board did not object to it, but asked to be ex- 
Coded. In cross-exiumnination by Mr. Eastham. he agreed 
thit it could only be carried out with the goodwill and co- 
eration of all the undertakers. The Board would be ac- 
canted with what was going on and would advise the 
warms authorities inm the interests of the whole. It was 
“at conteniplated. that the Board should receive complaints 
hy meople who felt they had a grievance by reason of the de- 
f^tive nature of the supply or the want of extensions. 

Mr. S. ].. Pearce, chief engineer and general manager of 
tte Electricity Department of the Manchester Corporation, 
«41a very detailed questionnaire was submitted to the under- 
"sere, and from the information so gathered, statistics were 
"rrared. After considering those, the conference of under- 
“sera came to the definite conclusion that an improvement 
= the supply over the whole area was desirable. Originally 
г was estimated that the scheme would etfect by 1925 an 
i777] saving of the order of £175.40. and five years later of 
“28.00, but the price of coal had dropped substantially 
Use then. and the revised figures ,based upon 2s. per 
ton fer ега} instead of 35s.. showed an annual saving ot 
2105070) by 1925, and £153,000 by 1930. ‘The reduction was in 
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capital costs and coal. It was very difficult to say what saving 
there would be in labour. "There had been a material reduc- 
tion in the load factor owing to the decrease in the working 
hours. The conditions of industry in the district had been 
extremely bad during the lust twelve months, and he did 
not think the load factor would drop any more. 

The inquiry was continued on the following day, and will 
be reported in our next issue. 


The Manchester Electro. Harmonic.—Readers in the Man- 
chester district, and those everywhere else who may be con- 
templating a visit to that great centre next week, would do 
Well to take note that the Manchester Electro-Harmonic 
Society 1s holding its next concert on Friday, January 27th, 
in the Marble Hall at the Albion Hotel, Piccadilly, Manchester. 
The chair will be taken by Mr. J. A. Robertson, M.I.E.E., 
borough electrical engineer of Salford, and the artistes will 
be: soprano, Miss Pansy Moore, L.R.A.M., A.R.C.M.; bari- 
tone, Mr. James Frost; entertainers, Mr. Jobn Graham and 
Mr. Essler Kessen. We hope that there will be quite a large 
gathering on this occasion to do justice to the programme that 
has been prepared and to encourage those who have spared 
no effort to make the Manchester Electro-Harinonic. move- 
ment а success. 

The Women's Engineering Society.— mong a series of 
lectures arranged by the Society 18 one on ^" Domestic 
Engineering," by Miss Mary Gwynne Howell, which will be 
delivered at the Club Room, 26, George Street, Hanover 
Square, W., on. the evening of January Hth. All men and 
Women who are interested may obtain tickets from the Sec- 
retary at the address given above. 


Appointments Vacant.—Chief electrical engineer (.£7004- 
£250, approximately) for the City of Hereford; three telephone 
engineers (Rs.750 per month) for the Government of India; 
engineering assistant for. the Worcester Corporation Elec- 
tricity Departinent. (See advertisements in this issue.) 


——— 
INSTITUTION NOTES. 


The Institution of Electrical Engineers.—MEMBERSHIP OVER 
10,000.—At last week's meeting of the Institution. the Presi- 
dent announced that the total membership now exceeded 
10.000. | 

INFORMAL MEETINGS SECTION.—At the meeting of the m- 
formal Section on Monday, January 9th, Mr. A. B. Eason was 
in the chair, and Mr. J. W. Beauchamp opened a discussion on 
`* Co-operative Advertising." Probably because it was not a 
technical subject there was not quite so large a gathering as 
usual, but the paper was particularly interesting and of the 
first importance, not only to the commercial side, but to all 
branches of electrical engineering. Mr. Beauchamp showed ` 
how collective advertising by an industry prepared the public 
for the advertisements of individual manufacturers in that 
industry. He outlined the activities of the Electrical Develop- 
ment Association, which was founded only 24 years ago, and 
is already so firmly established. He showed and criticised a 
number of lantern slides reproducing various advertisements. 
Then followed illustrations of attractive appeals and displays 
by electrical manufacturers, supply authorities, &c., among 
them the handsome showrooms of Toronto. The values of 
different advertising methods were discussed, and the different 
media of the technical and lay Press—town and provincial. A 
large number of speakers took part in the discussion, and Mr. 
Beauchamp, in his reply, summarised and dealt with the points 
brought out. He inade a notable suggestion that great pub- 
licity and benefit would result if the various supply authori- 
ties could make a collective announcement of a standard price 
reduction on one date, instead of various reductions of, вау, 
5. 10, or 15 per cent. in the price of supply, between now and 
March. 

DINNER.—Members will dine together informally at the 
Engineers’ Club, London, after the meeting of the Institution 
on February 2nd. It is particnlarly requested that those pro- 
posing to dine should send their names beforehand to the 
secretary of the Institution. The charge will be 5s. 6d. per 
cover. | 

PROGRAMME.—The following are the arrangements for the 
remainder of the session, so far as the dates have been filled 
up :— 

! ORDINARY MEETINGS OF THE INSTITUTION. 

Feb. Znd.—L. J. Romero and’ J. B. Palmer. “ The Interconnection of A.C. 
Power Stations.” 

Feb. 16th.—F. P. Whitaker. * Rotarv Converters, with special reference to 
Railway Electrification." 

Feb, 21st.— Annual Dinner. At the Hotel Cecil (7 for 7.30 p.m.). 

Feb. 21st, 22nd and 23rd.—Mectings in commemoration of the first mecting of 
the Society of Telegraph Engineers held on February 28th, 
1872. (Some particulars of the arrangements were announecd 
in this column of January 6th.) : 

Mar. 2nd.—Discussion on * Starters," with introductery papers by :— 


C. H. Wordingham, C.B.E. ^" The B.E.S.A. Specifications for 
Starters." 
J. Anderson. ‘ Electric Motor Starters.” 
W. Wilson, B.E., M.Sc, “ Some Notes on the Design of Liquid 
Rheostats.” 
Mar. 16th.—]. G. Hill. “ Phantom Telephone Circuits and Combined Telegraph 
and Telephone Circuits worked at Audio Frequencies." . 
Mar. 30th.—R. Borlase Matthews. "' Applications of Electricity to Agriculture.” 
April 6th.—J. A. Kuvser.  ‘ Protective Apparatus for Turbo-Alternators,”’ 
April 27th.— Joint Meeting with the Electro-therapeutic Section of the Rova 
Society of Medicine and the Rontyen Society, Subjects of 
papers to be announced later, 
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May 11th.—Sir E. Rutherford, K.B.E., F.R.S. The Thirteenth Kelvin Lecture, 
“ Electricity and Matter,” 

May 25th.—Annual General Meeting. 

WIRELESS SECTIONAL MEETINGS. 

Feb. 1st.—Major J. Erskine-Murray, R.A.F. (ay * The Determination of the 
Decrement of a Distant Sending Station," and (b) “ Some New 
Methods. of Radio-Navigation." 

INFORMAL MEETINGS. 

Jan 23rd.—Discussion on “ Electric Vehicles, Present. and Future ". (opened 
by Mr. R. J. Mitchell). 

Feb. 6th.—Discussion on "* Some. Practical Applications of the Thermionic 
Valve " (opened by Mr. J. Joseph). 

Feb. 20th.—Discussion on "' The Emergency Use of Oil Fuel during the Recent 
Coal Strike " (opened by Mr. E. F. Hetherington). 

Mar. @th.—Discussion on “ E.H.T. Cable-Testing © (opened by Mr. E. 
Ambrose). 

WESTERN CENTRE.—At the meeting that is to be held at 
Cardiff on February 6th the president of the Institution (Mr. 
J. S. Highfield), will deliver an address. It is proposed to 
hold the annual dinner on the same evening if a sutficient 
number of members are willing to attend. ‘lhe price will be 
approximately 12s. 6d. per head, excluding wines. 

ScorrisH  CENTRE.— The third ordinary meeting of the 
Scottish Centre of the Institution was held at Edinburgh оп 
January 10th, 1922, when Mr. L H. A. Carr read his paper 
on '" Induction-type Synchronous Motors." Mr. E. T. Goslin 
(chairman of the Section) presided. Mr. Carr read through 
his paper as published, and at the conclusion showed (by 
means of lantern slides) a variety of synchronous induction 
motors made by British and Continental firms. The rotors 
illustrated were of the single, 9 and 3-phase types, and start- 
ing gear of the contactor and controller types was also shown. 
The meeting was well attended and a discussion followed, 
which showed that the audience was chiefiy interested in the 
question of tariff reductions which could be obtained by the 
use of power-factor correcting devices. One interesting point 
brought out was that a static condenser of 400 kVA capacity 
had been in use in Scotland for the past 15 years without 
giving the slightest trouble. The speaker who gave this infor- 
mation intimated his personal opinion that it would be ex- 
tremely hard for any class of rotating power-factor-correcting 
device to compete with the static condenser. 


Finsbury Technical College Old Students’ Association.— 
The following officers have been elected for the present year: 
President, Mr. W. G. Head, M.LMech.E.; vice-presidents, 
Prof. G. T. Morgan, O.B.E.. Mr. A. J. Chapman, F.I.C., Mr. 
F. H. Masters, O.B.E., and Mr. W. J. Tennant, M.I.Mech.E.; 
hon. treasurer, Mr. W. Bernard ‘Thompson, A.M.I.E.E.; hon. 
secretary, Мг. Н. P. Guy, A.M.LE.E. 


Institution of Mechanical Engimeers.—A very interesting 
paper on electric arc welding in steel structures, illustrated 
by lantern slides, was read by Major James Caldwell, 
M.LE.E., on January 10th at the first meeting, held at 
Swansea, of the recently-formed South Wales branch of the 
- Institution. The chairman of the branch is Sir John Roper 
Wright, the vice-chairman Mr. David E. Roberts, and the 
joint hon. secretaries Mr. W. H. Reynolds, of Cardiff, and 
Professor F. Bacon, of Swansea University College. Half ot 
ге шеша аге to be held at Swansea, and the other half at 

ardiff. 


Greenock Association of Electrical Engineers.—At a meet- 
ing held on January llth, Mr. W. R. Gray, Greenock, dealt 
with the subject of X-ray apparatus. The lecturer, who has 
been engaged in the manufacture of this apparatus, gave some 
practical details of the various components. Lantern slides 
and a film (B.T.H.) entitled '" Revelations of X-rays," show- 
ing modern apparatus in process of manufacture and in 
action, demonstrated the strides made in industrial and 
medical science. 


Nottingham Society of Engineers.—At a meeting held dii 
January 18th Mr. Arthur H. Barker. Wh.Sce, B.A., 


B.Sc., lectured upon “ The Heating and Ventilation of Fac- 


tories." The lecturer dealt with many aspects of the ques- 
tion, including safety, comfort of workers, economy, dc. 
Various methods of heating were discussed, including the use 
of waste heat. 


Diesel Engine Users’ Association.—At the December 
meeting of the Association, Mr. C. O. Milton, A.M.I.E.E., 
electrical engineer to the Borough of Maidenhead, was re- 
elected president for a second year, and Mr. Percy Still, 
M.I.E.E., M.LP.T., was re-elected hon. secretary. Messrs. 
H. S. Whiteley and W. E. Brandreth were elected members 
of the general committee in place of the two members retiring 
at the end of their term of office. The hon. secretary made 
his annual statement which reported a further substantial 
increase in the membership of the Association during the year. 
By the courtesy of the Institution of Electrical Engineers the 
meetings are now again being held in the I.E.E. building. In 
view of the tendency in the design of pure Diesel engines to 
approach more nearly in some respects to the lines of semi- 
Diesel engine design, and vice versa, the president, in the 
course of one of the discussions, made the suggestion һәй it 
might possibly become advisable in the future to alter the 
name of the Association by adopting some such name as '' The 
Heavy Оп Engine Users’ Association." 


South African Institution of Engineers.—The J l 
siates that the Institution has eE advance draft of a 


^ 


projected '' Engineers' Private Bill, 1922, intended to provide © 
for the Registration of Engineers in the Union of South 
Africa." The matter is receiving attention with a view to a 
report by the Council. 


Chelmsford Engineering Society.—On January 12th, Mr. | 
H. Church, M.C., A.M.LE.E., read a paper on “ Production 
Records," the reasons for them, the principles governing 
them, and their application. Stress was laid upon the neces- 
sity for detailed costs of component parts and upon the use to 
which such costs could be put, not only as a means of com- 
paring the actual costs of different orders, but as valuable help 
to both the designer and the progress engineer. The discussion | 
whieh followed was well supported by the works inanagers 
and organisers.of the various firms in Chelmsford. | 


Edinburgh Electrical Society.—.it a meeting held оп 
January sth a paper on" Storage Batteries as applied to : 
Electric ‘Traction ” was delivered by Mr. L. Brookman. The 
lecturer traced the history of electrical traction in this country. - 
and America, and emphasised the rapid progress which had 
been made within the last few vears. The characteristics of 
traction batteries were indicated and a thorough description 
of the * Exide” and " Ironclad Exide” cells was given. 
Attention was directed to the changes from normal patterns |. 
required in road batteries. Portability, resistance to scrub- 
bing action, means for prevention of gassing and splashing 
were among the qualities mentioned as influencing the desig 
of such cells. The great advantages of battery vehicles for 
many classes of road transport were enlarged upon. 
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OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway ojficials, to 
keep readers of the KLECTRICAL REVIEW posted as to their 
movements. 


The Belfast Corporation met in Committee on the 12th inst. 
for the purpose of considering certain inatters arising out of 
the minutes which were presented by the Electricity Commit- 
tee at the monthly meeting on the 2nd inst. The Lord Mayor 
(Councillor, Sir William Coates, Bart., D.L.) presided. ‘ihe 
minutes had reference to a report submitted by the City Elec- 
trical Engineer (Мг. Т. W. Bloxam) with regard to а failure ol 
the supply of electricity on the 9th December, and to a re 
organisation scheme which had been prepared by him on the 
instructions of a sub-committee. Councillor Oswald Jam: | 
son, vice-chairman of the Electricity Committee, made $5 
statement regarding the present position of the electricity 
undertaking. Councillor D. R. Campbell moved that a conr 
mittee should be appointed to report on the re-organisation 
scheme and the position of the staff. Councillor C. Jamison 
moved an amendment, the effect of which was to create а 
vacancy in the position cf City Electrical Engineer, and tc 
grant to Mr. Bloxam, a pension of £000 a year. Alderman 
H. Murphy, J.P., seconded. After discussion, the amend- 
ment was passed, but it was decided to reduce the pensior 
to £483 a year, the amount being based on a proportion ef, 
Mr. Bloxam's present salary and bonus, 23/00ths of £1,240 | 
It is stated in the Belfast Press that Mr. Bloxaim has tendere 
his resignation. 

Mn. J. S. Situ of the engineering staff of the Sterling 
Telephone & Electric Co., Ltd., London, W.1, has been ар 
pointed manager of the South Wales branch (8, Park Place 
Cardiff.) 

A correspondent is anxious to get into touch with Mr. J. H 
McKail, municipal electrical engineer, Singapore, and the 
Editors will be very pleased if the latter will communicat i 
with them. 

With reference to the proposed acquisition of the Bootle elec 
tricity undertaking, by Liverpool—the transfer has alread} 
been approved by the two councils concerned—the agreemen! 
between the Corporations provides that the Liverpool Cor 
poration pays the Pootle electrical engineer, Mr. T. D. Clothier. 
£8,000 compensation, and retains the other members of the 
staff of the Bootle Electricity Committee. 

The Leeds City Council, in response to criticisms, has ap- 
pointed a special committee to review the salaries of the 
higher-paid officials of the Corporation. The total pav 
ment to the nine chief officials at present is £14,673 per 
annum, as against £8,950 in 1914. The salary of the electrical 
engineer, Mr. C. N. Hefford, is £1,500, as against the former 
£600, and that of Mr. J. B. Hamilton. tramways manager 
and general commercial manager to the Corporation is £158. 
as against a former £1,000. Two of the officials have received 
advances of more than 150 per cent. All the rest are smaller. 

Mr. James F. Watts, who has represented the Electrical 
Apparatus Co. for the last 9} years, in the South of England. 
has now left that company to take up a similar position with 
Messrs. Robert Hornby & Co.. 7, Carlisle Street. Soho. | 

To mark the occasion of his leaving the Electrician, the staf 
of that journal presented Mr. W. E. Warrilow with a silver- 
plated tray. 
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The marriage took place on January 2nd, at Chichester, of 
Мв. d. S. CHILD (late joint sales manager to the Edison Swan 
Electric Co., Ltd.), to Miss E. L. Crunden. 

Мк. A. H. E. Dawe has severed his connection with 
Metropolitan-Vickers Electrical Co., Ltd., and has taken up a 
position аз London sales representative for Messrs. Louis 
»erner and Hamlyn, Ltd. 

MR. A. W. RICHARDS, who has acted for many years as 
London representative for Messrs. Ward & Goldstone, Ltd., 
Manchester, has relinquished this position, aud communica- 
tions may be addressed c/o Stewart Engineering Co., 34, 
Mortimer Market, W.C.1. 

Мк. S. J. Levi states that he is no longer connected with 
Messrs. Rose Bros. Electrical Co., Ltd., and has become 
managing director of Messrs. Spicer & Co., Ltd., 41, Red 
Lion Street, Clerkenwell E.C.1, dealers in electrical acces- 
&ries and novelties. 

Sixty-seven applications were received for the position of 
electrical engineer and tramways manuger to the Heywood 
Corporation. There were five applicants selected to appear 
hefore the Committee, and Mr. H. C. Day, of Heywood, was 
appointed. 

åt a meeting of the Stafford Council last week the Elec- 
triity Committee recommended that the salary of the 
borough electrical engineer (Mr. W. Н. Robins) be increased 
from £550 per annum to £650 per annum, in addition to the 
existing emoluments, in recognition of the enlargement of 
his duties brought about by the extensions of the electricity 
stations. The Salaries and Wages Committee, however, was 
unable to support the proposal, as it considered that the 
present time was inopportune. ‘The recommendation was 
defeated. 


Obituary.— Hon. E. C. KirsoN.—We regret to record the 
death of the Hon. Edward Christian „Kitson (third son of the 
late Lord Airedale), chairman of Messrs. Kitson & Co., Ltd., 
locomotive engineers, of Leeds. He was 48 years of age. 

Dg. Epwakp Hopkinson, M.P.—We deeply regret to record 
the death, which occurred on Sunday, at his residence a6 
Alderley Edge, from pneumonia, in his 63rd year, of Dr. 
Edward Hopkinson, the distinguished electrical engineer, who 
had been from 1884 connected with Messrs. Mather & Platt, 
Ltd., of which company he was latterly a vice-chairman. He 
was also a director of the Chloride Electrical Storage Co., 
Ltd. We shall refer to the deceased gentleman’s career fur- 
ther in our next issue. 

Mr. Н. L. Taytorn.—Mr. Harry Lee Taylor, managing direc- 
tor of Messrs. E. Taylor & Co., electrical engineers, Little- 
borough, passed away last week at the early age of 33 years. 
He had been in failing health for some months. . 


Wills.—'The late Lieut.-Col. P. G. Von Donop, R.E., left 
£41,522. 

The late Lieut.-Col. PERCY J. PREFCE, a son of the late Sir 
William Preece, left £3,219. 

The late Mr. Н. WinsoN-Fox left £63,020 gross, and 
£41,075 net personalty. | 


NEW COMPANIES REGISTERED. 


Vio-Ray Electric Co., Ltd, (178,937).—Private company. 
Registered January 9th. Capital, £1,000 in £1 shares. To carry on the busi- 
ress of manufacturers of and dealers іп all kinds of electrical and other 
weds, appliances, novelties, &c. The subscribers (each with one share) are: 
ў Н. О. Emery, 50, Brightside Road, Hither Green, S.E.13, articled clerk ; 
A. A, Henley, ** Oak House," The Mount, Sydenham Hill Road, S.E.23, in- 
corporated accountant. The first directors are not named. Solicitor: Ken- 
ceth C. Bartlett, 9-10, Fenchurch Street, E.C. 


Berry, Wiggins & Co., Ltd. (178,880).—Private company. 
Registered January 6th. Capital, 21, in £1 shares. — To carry on the 
business of manufacturing chemists, manufacturers, exporters and importers 
uf and dealers in bitumen, asphaltums, waxes, resins, pitches, and tars, 
rlectrical compounds, marine glue, greases, and paints, &c. The permanent 
Sretors are: С. R. Berry, 3, Short Road, Stratford Market, E.15; A. E. 
Wiggins, 63, Milton Street, E.C.2. Registered office: 3, Short Road, Strat- 
ford Market, Е.1д. 


Joseph Walton & Son (Nelson), Ltd.—(178,889).—Private 
company. Registered January 6th. Capital, £15,000 in £1 shares (5,000 15 
Per cent. cumulative preference). To acquire the business of an electrical 
and mechanical engineer and ironfounder carried on by Irvin Walton as 
"Joseph Walton & Son," at Walverden Foundry, Nelson. The subscribers 
ach. with one share) are: Irvin Walton, 8, Belmont Road, Ansdell, engineer; 
T Rowley, 4$. Robert Street, Nelson, clerk. Irvin Walton is sole and per- 
manent managing director, subject to holding the necessary qualifications, with 
£5 per week as remuneration. Qualification of directors: 250 shares. Regis- 
tered office : Walverden Foundry, Nelson. 


Multi-W ay Earthing Clip, Ltd. (19.011): Реасе coni- 
pany. Registered January lth. Capital, £5,000 in £1 shares. To acquire 
the business carried on by E. Ryeland and С, A. Greenslade for the 
isting and developing of an invention for improvements ‘in or relating to 
means for binding metallic tubing in electrical wiring installations, &c. The 
firs: directors аге; A. E. Ryeland, 6, Mount Pleasant, Chatham Hill, Chatham; 
C. A. Greenslade, 15, Elmwood Avenue, Croydon, S.W.; H. Hibbard, West- 
court, Gillingham, Registered office: 44, Weston Street, London Bridge, S.E.1. 


‘Shenton & Co., Ltd. (178,993).—Private company. Re- 
tered January llth. Capital, 24.000 in £1 shares (1,000 preferred and 
PAL) ordinary). To carry on the business of electrical, telephone, telegraph, 
mechanical, gas, motor, and general engineers, &c. The permanent directors 
are: А, Handley, ** Rexton,” Lichfield Road, Wylde Green, Birmingham 
'harman); and C. J. Margerison, ‘‘ Weston," St. James’ Avenue, Sutton, 
Surrey, electrica] engineer. Qualification of permanent directors: £1,000. 
Kegistered office: 68 and 69, Shoe Lane, E.C 


t 


Culkin & Parkinson, Ltd. (178,921).—Private company. 
Registered January 9th. Capital, £2, in £l shares (1,000 preíerred and 
1,000 ordinary). ‘lo carry on the business of electricians, engineers, manufuc- 
turers and workers of and dealers in electricity, motive power, and light, &c. 
The first directors are: J. Culkin, 52, St. James’ Street, Leeds; J. Parkinson, 
25, Gledhow Avenue, Koundhay, Leeds. Qualification, 210. Remuncration, 
£00 each per annum, Secretary: J. Parkinson. Registered office: 111, Wood- 
house Lane, Leeds. 


Electrical Insulating Composition Co., Ltd. (178,923).— 
Private company. Registered January 9th. Capital, £1,500 in £1 shares. To 
carry on the business of electrical engineers, drysalters, manufacturers of and 
dealers in electrical insulation. composition, candles, tapers, boot and furniture 
‘polish, firewood, insulation tape, armature winding, and drysaltery products, 
and to adopt an agreement with A. Rigby and H. D. Shawcross. The first 
directors аге: A. Kigby (managing director), 4, Grosvenor Road, Urmston, 
Manchester; H. D. Shawcross, ** Acresfield," Cornhill Road, Davyhulme, Urm- 
ston (both permanent, subject to holding 400 ordinary shares). Qualification 
of other directors, £200. Remuneration of managing director, £00 per annum; 
other directors, £15 each per annum. Secretary: Н. D. Shawcross. Regis- 
tered office: Proval Works, Davyhulme Road, Davyhulme. 


OFFICIAL RETURNS OF: ELECTRICAL 
COMPANIES. 


Western Electric Distributing Corporation, Ltd. (79,007). 
—Return dated September 3rd, 1921 (tied December lZth). Capital at the 
date of return, £43,000 in £l shares (15,000 cum. pref., 3,000 pref, ord., and 
20,000 ord.). 12,/9U cum. pref., 2,879 pref. ord., and 24,328 ord. shares taken 
up. £39,428 paid, leaving £565 in arrears. Mortgages and charges: Nil. 
Capital increased to £20,000 by the creation of a further 2,000 cum. pref. and 
9,000 ord. shares of £1 each. 


Musselburgh and District Electric Light and Traction Co., 
Ltd.—Satisfaction to the extent of £1,300 on December 20th, 1921, of charges 
dated November l3th, 1905, and May lith, 1909, securing £90,000. 


Evans (Electrical), Ltd.—Debenture, dated December 
láth, 1921, to secure £1,100, charged on the company's undertaking and pro- 
perty, present and future, including uncalled capital. Holder: А. E. Pater, 
1, Arcade House, Hendon, N.W. 


Bourne End and District Electricity Corporation, Ltd.— 
Issue on January llth, 1922, of £820, debentures, part of a series already 
registered, 


CITY NOTES. 


Prospectus.—Fife Tramway, Light Ф Power Co., Ltd.—An 
issue of £250,000 seven per cent. debenture stock at 93 has 
been offered. The list was announced to close on or before 
Friday; it actually closed on Tuesday morning. The proceeds 
of the issue will be applied in meeting capital expenditure in- 
curred for the development of the properties during the past 
two years, including large additions to turbine and boiler plant, 
mains, and other extensions. Part of this expenditure has, 
in the meantime, been met by advances from the company's 
bankers, and these advances are to be repaid out of the pro- 
ceeds of this issue. 


Chatham and District Light Railways Co.—The revenue 
during 1921 was £87,270, and the expenses were £67,946, 
leaving £19,324, less £3,744 for rent of Rochester Corporation 
lines, £2,470 interest account, and £4,000 put to depreciation. 
Adding £1,609 brought forward, the balance is £10,719. After 
paying the 5 per cent. preference dividend, and 4 per cent. on 
the ordinary shares for the vear, £599 is carried forward. 
There were decreases of £3,446 in revenue (due to coal 
stoppage and trade depression) and of £1,228 in expenses, as 
eompared with 1920. 


Fuller’s United Electric Works, Ltd.—In the Chancery 
Division on Tuesday, Mr. Justice Russell gave his sanction to 
a petition asking for the confirmation of a resolution passed 
for the reduction of the capital of this company from £500,000 
to £378,794 by cancelling capital loss or unrepresented by 
avallable assets. | 


Mexico Electric Tramways Co.—.A general meeting of the 
holders of the 5 per cent. First Charge Debentures is to be 
held on February 8th to consider resolutions sanctioning pro- 
posed modifications of the rights of the debenture holders and 
of the provisions of the trust deeds embodied in a draft supple- 
mental trust deed. 


Styrian Electricity Co.—It is reported from Vienna 
that out of the three issues of capital offered by the Styrian 
Water Power and Electricity Co., to which we referred in 
our last issue, the ordinary shares in particular have been 
over subscribed. Foreign subscriptions were also received 
for ordinary and preference shares to a considerable extent. 


London Underground Railways. At extta-ordinary 
general meetings of the Metropolitan District, London Elec- 
tric, Citv and South London and Central London Railway 
Companies, and the London General Omnibus Co., held last 
week at Westminster. the alterations in the Common Fund 
Agreement affecting these companies were approved. 


Montreal Tramways Co.—A dividend of 23 per cent. on 
account of accumulations is announced, leaving arrears of 
94 per cent. 
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Adelaide Electric Supply Co., Ltd.—A Reuter dispatch 
from Melbourne states that this company, which in March 
last transferred its bead oftice from London to the South 
Australian capital, is making a fresh issue of debenture stock 
at 74 per cent., totalling £390,000. The term of the issue is 
І) years. 

Electrical Utilities Co.—.3 quarterly dividend of 1j per 
cent. on the preferred stock 15 announced. 


STOCKS AND SHARES, 


| TUESDAY EVENING. 

No abatement in the demand for investinent stocks and shares 
Is noticeable. ‘he money market has an occasional tremor of 
strength which 15 used as a reason for pointing out that invest- 
пеп securities are standing quite high enough. As soon as 
the real character of the position becomes айаш disclosed, the 
quotations rally, and with the War Loan standing close to its 
Issue price (in January, 1917) of 95, all other investiment stocks 
are encouraged in their upward march. The supply of exist- 
ing stocks and shares becomes more and more Hunted. In 
spite of the enormous outpouring of new Issues, the power of 
absorption shown by the investor displays little or no dimmu- 
tion. ‘Lhe gains shown this week in our price-lists outnumber 
the falls by eleven to one. 

Home electricity shares continue to be one of the firinest 
markets on the list of ordinary shares quoted m our tables. 
‘the investor has obviously been struck by the high vields 
offered by the leading companies, with the result that there 15 
an eager demand for the majority, with little or no stock to 
meet. it. Chelsea, County of London, and Westininsters show 
advances, but the London shares may be described. as all 
better, even where the nominal quotations remain unchanged. 
Inquiry is now spreading to the provincial companies! shares, 
and Oxfords, for instance, have moved up to £3. 

The reduction in the price of electricity, announced by the 
Westininster company, is held as an indication that the other 
companies Will shortly follow suit, and that the promised era 
of cheap electricity for application. to every-day purposes may 
come about, after all, ах the war conditions give place to a 
more normal state of affairs. Hints of possible trouble in the 
coal trade are disregarded. Some of the companies have re- 
cently been approached by their financial advisers pointing out 
that, with the public appetite so eager for new securities, the 
present time may offer a good opportunity for obtaining fresh 
capital. | The obvious answer 15 that unless the companies 
actually want cash, they stand to do better by waiting for a 
time, for the indications point. to money becoming cheaper, 
. Which would, of course, have the effect of enabling new money 
to be borrowed upon terms more advantageous than those pre- 
vailing to-day. However, it is taken for pranted that, before 
long, several of the electric companies will be in the field. 
The example of the County of London 7 per cent. debenture 
stock now standing at a premium of about 10 points above 
its issue price of 94 affords a good illustration of the investor's 
appreciation of the security which such issues offer. 

At the meeting of the Underground Electric Railways, held 
at the end of last week, Lord Ashfield, the chairman. ampli- 
fied the reasons why it is reasonable to re-adjust the propor- 
tions of the pooled money divided amongst the five members 
of the group. Several questions were put to him with regard 
to fares, but these he discreetly turned aside as being irrele- 
vant, though he admitted that the subject was under considera- 
tion. The resolutions in respect of the new sharing agree- 
ments were duly carried, and the market for the stocks 
remains firm, though the outstanding feature continues to be 
the way in which the prior-charge stocks are sought after by 
the invester. Central London ordinary, Metropolitan and Dis- 
tricts stand higher on the week. * 

The frequent references made here to the attractions of cable 
stocks have received a good deal of emphasis during the fort- 
night by reason of the rises that have occurred in various 
issues. The Eastern group is particularly good, with Westerns 
and Globe ordinary up to 17, and with buvers about at this 
price. Eastern ordinary is firm at 168}. With these stocks, 
Telegraph Constructions are also rising, the price being 14s. 
up at 223. Direct United States have hardened to 6. ‘The 
sharp rises in Anglo-American stocks, due to bonus declared 
with the dividend on the ordinary and deferred descriptions, 
have been caried further, and the whole group shows a strength 
which would amount to buoyancy were it not for the fact that 
the limited amount of stock available for investment cauces the 
market to be, as the House says, ‘all one way," the wav at 
the present being for buyers greatly to predominate. Mar- 
conis are somewhat dull. "The parent shares eased off to 
33s. 9d., and Marconi Marines to 21s, 94. 

The issue of £250,000 Fife Electric Tramway debentures at 
93, mentioned here last week as on the wav, was over-sub- 
кетіре in about а. couple of hours. Indeed, it is said that 
the applications for the stock came to over a million pounds 
1n less than half that time. 

Llanelly 74 per cent. debenture has been up to 24 premium. 
but slipped back again to 2 premium. Reading Electric deben. 
ture is-firm at 44 premium, Midland Counties 74 per cent. 
remains at 99, which is 3 premium, and a feature of the weck 


further. 


is the way in which British Thomson-Houston debenture has 
Jumped a couple of points to 44 premium. In the noses pnb- 
lished here last Friday it was said that the stock, then stand. 
ing at 24 premium, `` looks as though it will be improved still 
The present price may tempt profit-taking. Genera 
Electric debenture has advanced to 100. A rise of.d8. makes 
Clyde Valley Electric second preference 4 premium. These £10 
shares will become fully paid at the end of the month, und are 
worth more money, having regard to their securitv and to the 
vield, £7 12s, 5d. per cent., on the investment. Мапу of the 
Mexican utilities are higher on the week. Vague optimism Is 
again expressed with regard to the possibility of Washington 
recognising Mexico. Mexican Electric Light first mortgage 
bonds have risen to 3543, Mexican. Light & Power seconds to 
904, Pachuca fives to the same figure. Mexico Tramway firsts 
and seconds are both better. At the same tie, improvements 
have occurred in. Rio Tramways firsts to 913 and in San Paulo 
fives to 90. Brazilian. ‘Tractions gamed 14 at 33, and the pre- 
ferred at 764 are also higher. In the Argentine group, Anglo- 
Argentine Tramways firsts and seconds are both 1/16 to the 
good, the ð per cent. debenture stock at 664 being a point 
higher. Fresh advances occurred in British Columbia. Electric 
Issues, on the expectations, referred to last week, of a good 
report and the probability of dividends being maintained at the 
rates declared a year ago, Which were 54s. in the case of the 
deferred and 23s. in that of the preferred stock. 

London United Tramways preference strengthened to 3s, 
but Underground Electric issues remain without change, the 
“A” shares being 6х. The engineering group is firma, with 
Babcock & Wilcox better at 50s. Armaments are weak, with 
Vickers. offered at Ss. The rubber market shows no changes 
worth mentioning, the list being depressed by the low price 
of the raw material, in spite of the weekly statistics of landings 
and deliveries being more favourable to the industry. 


SHARE LIST OF ELECTRICAL COMPANIES. 


Home ELECTRICITY COMPANIES. 
Dividend. Price 


m~ Јап. 17, Riseor Yiela 
1919. 1920, 1992, fall. р.о. 
Brompton Ordinar T as . 12 12 — £9 1 2 
Charing Cross Ordinary ate oe 7 8 4 — 818 8 
do. do. do. £à Pref. ° э 44 44 — 1 4 4 
Chelsea  .. ‚> 2. ee Se 4 6 BR +$ 8 6 6 
City of London .. “a ae .. 13 14 lis — 9 14 10 
do. do. 6 per cent. Pref... 6 6 19/- 4 64. 6 6 4 
County of London  .. ie E 8 8 Ш + 8 15 4 
do. do. б percent. Pref... 6 0 . в — 77 8 
Kensington Ordinary .. s es 1 9 5} + ё 811 6 
London Electric.. - a - 94 21 1 — ` 710 0 
do. do. 6 percent. Pref... 6 6 Pj — 919 0 
Metropolitan  .. Ez vs ca 6 7 4 — 815 0 
do. рег cent. Pref... 4 4} 2'xd 41/9 718 9 
86. James’ and Pall Mall  .. ss. 13 19 os . 8 14 6 
South London ee on ee ee 6 1 9 к 10 9 0 
South Metropolitan Pref, .. e 7 1 17/6 — 800 
Westminster Ordinary.. uS .. 10 6$ +È 8 8 4 
TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref. .. oe ө» 6 6 ёха +2 6 14 10 
do. Def. ee ee CO ee 14 14 19xd +1} 9 B 6 
Chile Telephone өө ee өө 6 6 64xd = 5 17 1 
Cuba Sub. Ord. .. ER vs ai 1 7 7 == 10 0 0 
Eastern Extension  .. vs .. 10 10 16; — 519 5 
Eastern Tel. Ord. ЖЕ E .. 10 10 1 = 618 R 
Globe Tel. and T. Ord. Ss .. 10 10 17 + } R17 8 
do. do. Pref. ve AS 6 6 о + 6 16 
Great Northern Tel. ee oe ee 22 24 264 =" 9 J 2 
Indo-European .. oe 85 .. 10 10 304 — 8 5 4 
Marconi .. oe © oe oe 25 16 Hi — A 8 17 10 
Orienta) Telephone Ord.  .. ee 19 12 3 == * 00 
United R. Plate Tel. .. va s B 8 6 + ja *6 13 4 
West India and Panama ae -. Nil Nil Б/- - Nil 
Western Telegraph .. .2  .. 10 10 17 + i 65 17 8 
Номе RAILS, 
Centra) London Ота. Assented .. 4 4 64 +2 7 610 
Metropolitan .. ae es -- 1 14 pl +1 6 5 8 
do. District . s -- Nil Ni 23 + Nil 
Underground Electrio Ordinary .. Nil Nil 2% — Nil 
do. do. "AT. .. Nil Nil eJ- — Nil 
do. do, Income.. ae 4 a 764 — “B18 6 
; | FonREIGN Trams, &0, 
Anglo-Arg. Trams, First Pref.  .. БА 1 9i +4 10 4 8 
do. do. 2nd Pref. ee 9i +5 911 4 
do. do. брег cent. Deb. 5 5 664 +1 110 6 
Brazil Tractions as m . Ni Nl 88 +h Nil 
British Columbia Elec. Rly. Pfce... Б Б 6'ixd +13 898 
do. do. Preferred .. b 98/- ; +1 718 N 
do. do. Deb. Ву 4 n 634 +1 6 16 0 
Mexico Trams. 5 per cent. Bonds .. Nil Ni 49 — 
do. до. в percent. Bonds .. Nil Nil 96 +1 Nil 
Mexican Light Common T „ Ni Nil 12 —1 Nil 
do. Pref. .. oe .. Nil Nil ou +13 Nil 
do. lst Bonds .. . Ni 65 61 +2 8 8 0 
MANUFACTURING COMPANIES, 
Babcock & Wilcox  .. ss . 15 16 94 +3 8 9 
British Aluminium Ord, - ee 10 10 16/8 4- 9d. — 
Rritish Insulated Ord. os oe 15 15 a + 2, 912 0 
Callenders ss ss 5% 15 15. 1j. +6d. 10 8 8 
эз Pref. oo oe ee 64 64 18/9xd = 6 18 8 
Crompton Ord. ee ee ee ee 10 10 18/9 ыу 14 11 0 
Edison-Bwan  .. T * ео 10 — 6/3 — 8d. — 
do. do. Брегсеп& Deb.  .. 5 Б 62 — 8 14 
Flectric Construction .. PR „ 10 2A 18/8 — 1019 2 
English Electric vu us ee 8 8 10/- — 1^ 0 f 
do. Pref... Vs КА 6 6 18/9 = 814 6 
Gen. Eleo. Pret... .. .. «2 - 6h 64 17/3 4-64. 125 
do. Ord... ә s .. 10 10 19/5 49d 10 ^ 4 
Henley se ee | ee ee `. 18 15 Pu 4- 9d. 9 12 0 
Ao. 44 Pref, ee ee ee ee 44 44 — 6 4 2 
Inli&-Robber .. ed 7 25 10 — w == — 
Mat.-Vickers Prof, .. о. .. 8 8 1} = 9 310 
aie mens Ord. ee ee es ee 10 10 99/. == n J 10 
. Telegraph Соп... .. .. o 90 90 233 +, — 6529 


* Dividends paid free of Income Tax, 
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THE PHYSICAL SOCIETY OF LONDON. 


TWELFTH ANNUAL EXHIBITION. 


(Continued from p. 48.) 


The Cox-CavenpbisH EnectricaL Co., Lro., exhibited a 
cold-leaf electroscope, fig. 8 (designed by Dr. E. A. Owen, 
M.A., of the National Physical Laboratory) ın which the gold 
leaf A is attached to a rod B screwed into an insulator D of 
ebonite ringed with sulphur. The charing rod Е is capped with 
ebonite, and is held up in its top position by a spiral spring, 
a loose flange Е on its lower end, which is maintained in its 
position by a weak spring, makes contact when the rod is 
depressed with a flange c on the rod holding the gold leaf. 
Thus the instrument cannot be injured һу pressing down 
the charging rod too hard. The chief point to look to in an 
eleetroscope is the insulation of the leaf system. Ebonite 
is à poor insulator, and it deteriorates rapidly with exposure 


Ес. 8.—A Goup-LEAF ELECTROSCOPR. 


wa damp atmosphere. The best material to employ as insu- 
utor would be sulphur or amber, but the former is ruled out in 
this case on account of its weakness mechanically, whilst the 
stter is at present difficult to obtain, and suffers from the 
ame defect as sulphur, though not to the same degree, in that 
itis not mechanically strong. The insulating properties of 
"bonite сап be greatly improved by the old method of letting 
“uphur rings into it, as used in the present case and found 
to be satisfactory; the cylinder is immediately mounted as 
ascribed, kept in the dark, and guarded against the depo- 
atum of dust. The gold leaf is about 4.5 em. long; the end 
(t the leaf falls through ab wat 0.11 millimetre in one hour 


, 


Fig. 9.—AN ELECTROSTATIC OsCILLOGRAPH. 


“ien the potential is kept at 280 volts, while a change of 
tential of 1 volt on the leaf moves it through about 0.51. 
milimetre. The amount of soakage in the ebonite insulation 
is suull, and reliable readings may be taken with the instru- 
sent in about five or ten minutes after the leaf is initially 
"urged. The sensitivity of the instrument is constant over 
"e whole scale of the microscope, so that readings may be 
uken indiscriminately over any part of the scale. For y-ray 
Weasurerments the whole of the electroscope is covered with 


lead about 25 in. thick; for X-ray measurements the two end 
faces H are removed, and the rays pass into and out of the 
instrument through aluminium windows K of suitable thick- 
ness. 

Prof. Taylor Jones's electrostatic oscillograph, figs. 9 and 10, 
for use with potentials of from 5,000 to 250,000 volts consists of 
a strip of phosphor bronze А or steel 1.75 cm. long stretched 
pelWeeb substantial. ebonite Jaws, the tension Deng wayuse- 
able by means of a nut and sliding screw. <A mirror в of 
elongated. тоги is attached at one end to the centre of tie 
strip, while the other end rests on an adjustable ebonite 
pillar c, which forms a fulerum, so that the murror rocks 
through a small angle in response to any movement ot the 
strip. The movement is immersed in oil, the liquid serving 
for both insulating and damping purposes. Opposite to the 
centre of the strip when in position in the container 18 the 
attracting plate Е embedded in an ebonite rod к, which passes 
through the container wall, while on the side of the strip 
remote from this is a small plate of metal D in electrical connec- 
tion with the strip, and therefore repelling it. A window G In, 
the container allows a beam of reflected light to be used for 
recording. For different ranges of potential different con- 
tuiners fitted with attracting plates at different distances, 
and shielded by different thicknesses of ebonite are used, the 
movement being the same in each case. The reflections are, 


Fia. 10.—Ах ELecrrostatic OSCILLOGRAPH. 


of course, proportional to the square of the potential. The 
instrument as described can be used for frequencies tp to 
1,500, but above that figure a special forin having a strip only 
3 min. long is used. 

Messrs. EvERsHED & ViGNOLES, Lrp.—The Needham elec- 
tric revolution counter, fig. 18, manufactured by the firm, 1s 
designed for the purpose of counting revolutions, or other 
operations, at any distance from the machinery. For revolu- 
tions up to 400 per minute it is made to count single revolu- 
tions; but if required to count at a higher speed than this 
the transmitter is suitably geared down from the revolving 
machinery, so as to count one in every ten revolutions— a 
nought being added at the unit end of the counter dial. The 
counter has the appearance of an ordinary mechanical 
counter, but its working parts are designed upon an entirely 


Fia. 18.—THe N&tepHaM REVOLUTION COUNTER. 


new principle. It is combined with a step-by-step electric 
motor driven by energy derived from ordinary electric light 
mains. In order to secure that the counter shall operate 
with certainty it is necessary that the motor, while being 
sufficiently strong to rotate all the counter dials simul- 
taneously when required, shall not move with such violence 
as to risk damaging the first dial when the latter only ig 
rotated. The ordinary mechanically-locked counter is there- 
fore unsuitable, since it is liable to stick when all its dials 
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are moved simultaneously, and therefore requires consider- 
able power in reserve. The new counter consists of a number 
of dials, each arranged to be locked mechanically in any of 
ten positions corresponding to the digits 0 to 9, but mechani- 
cally entirely independent except during the time when a 
change of indication is in progress, The effect of this mag- 
netic lock is to enable each unit to be made very free from 
friction; and it has the additional advantage that it helps to 
reduce the power necessary to change the indication of all 
digits simultaneously. The step-by-step motor is also novel. 
While providing ample power for moving the counter, its 
elements are light enough to work with certainty up to speeds 
exceeding 400 per minute. The motor is of the rotary type, 
no reciprocating motion being employed; it operates with 
two wires only instead of the usual three, thus reducing the 
cost of installation to a minimum. [t will work satisfac- 
torily on 70 per cent. of its normal pressure, a feature which 
enables it to be used in ordinary electric light circuits; and 
its internal resistance is such that no varittien. of contact 
resistance in the transmitter will affect its proper working. 
The transmitter is a plain make-and-break mechanism, and 
is made in various forms to suit diferent requirements. 
The new recording instruments recently produced by the 
firm incorporate all the valuable features of the previous in- 
struments embodying the Murday system, together with 
improvements. The outstanding feature of the Murday sys- 
tem is a chart having rectangular co-ordinates. The pen 
records on the top of the chart and the whole record can be 
clearly read, and is visible for several hours. The simple 
and strong construction of the pen enables it to be handled 
by comparatively unskilled operators with impunity. 1n the 
new design—fig. 19—the clock is placed underneath the chart, 
thus making the instrument more compact than heretofore. 
The usual pattern of instrument is fitted with a continuous 
roll chart, which has a length of 65 ft.— that is, at 1 in. per 
hour it will last for one month. The insertion and removal 
of this chart is. extremely simple, and arrangements are made 


Fia. 19.--А REgconpiNG INSTRUMENT (Murpay’s PATENT). 


so that the chart can be easily set to time simply by turning 
a milled head on the driving spindle. The chart speeds can 
be changed without the use of tools; additional change 
wheels are provided, which are secured under milled heads 
at the side of the clock. ‘The clock in itself is powerful, and 
more of the character of a clockwork motor than of a clock 
in the watch-makers’ sense. The whole of the clock, with 
the exception of the main spring and escapement, is manu- 
factured by the company. 

The chart is perforated at both edges and driven by pegged 
Wheels, thus eliminating any position errors in timekeeping 
due to the effect of atmospheric changes on the paper. The 
chart passes over a firm surface, permitting notes to be 
written on the paper while going through the instrument. The 
lower spcol on which the record is stored is driven by a 
spring belt from the main driving spindle, and a range of 
speed from $ in. per hour to 12 in. per hour can be provided 
by simply changing external wheels. as mentioned above. 
For high speeds a change over lever is provided to throw in 
п fly governor instead of the escapement. A new feature 
introduced into these instruments is the fitting of a reservoir 
trough for the ink. which permits a continuous record to be 
«мате! on fluctuating loads for the whole period of the 
chart without attention. Drum- and disk-tvpe instruments 
are constructed on the Murday svstem, and all types are 
made in switchboard and portable paterns. The electrical 
movements are extremely robust, and embody the latest im- 
provements, both as regards spring-seated jewels, preventing 
damage to the pivots, and the damping of the movement to 


prevent fluctuations due to the inertia of the movement itself. 

In addition to the ordinary pattern of instrument a duplex, 
or log, type of recording instrument has been produced, to 
enable either an ammeter and voltmeter record to be obtained 
on one chart, or two ammeter, or two voltmeter, as required. 
If necessary, of course, a wattmeter record can also be given. 


MARCONI’S WIRELESS ‘TELEGRAPH Co., Lab., demonstrated 
the action of the "' four-second alarm ”” automatic apparatus, 
which responds to a call from a vessel in distress in the event 
of the operator leaving the receiver temporarily unattended. 
Ihe device, which was referred to on p. 892 of our issue of 
December 30th, 1921, is not affected by general wireless work- 
ing or atmospherical discharges; it will save money by doing 
away with the necessity for providing several operators, and 
will not respond to messages of a similar character to the 
“S.O.S. " because the distress signal proper is preceded by 
an alarm signal which, as the name of the device indicates, 
consists of a prolonged dash of four seconds, followed by a 
space of one second, the alteration of the dash and space being 
continued for one minute. 


Messrs. Creep & Co., Lro., demonstrated high-speed auto- 
matic printing telegraphy. Lhe keyboard perforator used 
IS slniar їп appearance to a typewriter; the depression of 
a key sets up a combination of punches, so that the corre- 
sponding Morse symbol is perforated in the paper strip. 
the long narrow paper ribbon, " punched up” with the 
complete message, 1s next passed through a Wheatstone 
transinitter, in which the lever is automatically controlled 
by seiecting needles, which pass through the holes in the 
paper strip às the latter moves over the platform, and causes 
the key to send out the successive electrical impulses. "The 
incoming signals at the receiving station are caused to 
actuate, by means of an electromagnet, an escapement lever 
Which, at the proper moment, releases ог arrests, as the 
case may be, the rotation of а pair of cams that controls 
the punches which (as they are forced through the paper, 
with every reversal of the current, which takes the form of 
the Morse code) punches the strip of paper with a correspond- 
ing series of holes, and reproduces an exact replica of. the 
original slip prepared by the keyboard perforator. Оп leav- 
ing the receiver the punched slip passes to a printer, that 
transposes the Morse code perforations into Roman charac- 
ters. This is done by allowing selecting needles to pass 
through the holes in the slip, which action sets up a combina- 
tion m a number of comb disks that, in turn, actuates a 
mechanism that arrests the rotating type head and brings 
a selected letter opposite the printing point. The speed of 
the Creed apparatus ranges from 50 to over 200 words рег 
minute. On the firm's stand a 300-kW wireless telegraph 
transmission key was also seen. 

THe HrwrTTIC. Evectric Co., Lrp., photographie enlarging 
outfit is fitted with mercury-vapour tubes, which give an 
actinic апа well-diffused. light. Ҳо condenser is required, 
and the current consumption is low. The set used for por- 
trait work derives its light from one Cooper-Hewitt lamp, 
and equipments are also manufactured with a number of 
tubes for use in kinematograph studios. ‘lhe silic: spectro- 
scopic burner is designed specially for use with spectroscope, 
and is fitted with an end window. Laboratory outfits are 
supplied for experimental work in connection with ultra- 
violet light. They are also extensively used for testing the > 
fastness of colours and for promoting certain chemical reac- : 
tions. The burner is made of quartz, which has the property 
of fullv transmitting the ultra-violet ravs which are found 
in abundance in the mercury are, but which are entirely » 
absorbed by the lead glass used in Cooper-Hewitt lamps that . 
are supplied for illuminating purposes. These outfits are 
admirably suitable for pathological, physiological, and indus- 
trial chemical work. The Berlemont burner is а silica burner 'ї 
suitable for operating on either a.c. or d.c. circuits, and * 
attains its maximum efficiency almost immediately it is i 
started up. It is static starting, and is designed with a view 'ї 
to overcoming transport difficulties, so that it can be quite 'i 
roughly handled without any detrimental effects. Medical + 
lamp outfits are supplied. for treatinent of various skin ¢ 
diseases, wounds, &c., by means of ultra-violet light. Many а 
physicians claim that they have obtained beneficial results i 
in connection with gont, surgical tuberculosis, pulmonary 3 
tuberculosis, &e., by their use. i 


А à 28 i 
Mr. F. Harrison Giew demonstrated — radio-activity by 1 
means of various scintilloscopes, and exhibited radium, t 


jonium, actinium, mescthorium, polonium, — eloud-condensa- | 
tion apparatus, range of alpha particles (both the latter by , 
compression), and self-luminous 
and sheet—for cutting to any shape. à 

The Glew improved flat applicators, as adopted by the ` 
Medical Research Council, are said to be permanent, and may ; 
be made of any shape, flat or curved, and of great activity— ` 
up to 40 mgms. per sq. cm. if required. The Strutt radium i 
clocks show the continuous production of electricity, the © 
most useful demonstration of radio-activitv, and are suitable | 
for lecture projection or museum purposes, &c. Radium 
spirals for collecting atmospheric electricity, as used at Green- 
Wich observatory, and radium standards, both solid and 1n 
solution, were also shown. 

(To be continued.) 


radium | compound-—strip ) 
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THE IMPORTATION OF FOREIGN ELECTRIC LAMP BULBS. 


fuk some weeks now a committee appointed by the Board of 
[ade under Part II of the Safeguarding of Industries Act, has 
meen Inquiring into a complaint by the British Flint Glass 
Manufacturers’ Association and the National Plint Glass 
Makers’ Society, that articles of domestic glassware, illuminat- 
mg glassware, and mounting glassware manufactured in Ger- 
шу and Czecho-Slovakia are being sold, or cHered for sale, 
m the United. Kingdom at prices which, by reason of the 
depreciation. ш the value, in relation to the sterling, of the 
cirreney of the above-named countries, are below the prices 
at Which similar goods сап be profitably manufactured in this 
country. “The first meeting of the Committee took. place on 
есешрег 12th, 1921, and a great deal of evidence has been 
eard respecting the various classes cf glassware enumerated. 
Ir was not, however, until Wednesday, January llth, that the 
question of. glassware used in the electrical industry was dealt 
аш, and then electric lamp bulbs were discussed. The Com- 
ишсе, under Part II of the Act, can recommend that a tax 
(04 per cent. should be imposed, and it then remains for 
tle Board of Trade to act. 

Mr. CHRISTOPHER WILSON said that he was a director of the 
General Electric Co., Ltd., and managing director. of the 
(sram-G.E.C. Lamp Works, Hamiersmith, of the Leming- 
tuam-Lvne Glass Works, and of the Tyne Glass Works, 
Uateshead-on-Lyne, all of which were owned by the General 
пече Co.. Ltd. When working full tune, the company's 
"ub requirements amounted to approxunately 30 millions 
‘er annum. ‘Their requirements in pre-war times had been 
atstied partly by the output of their own works at Leming- 
nu-on-Evne, and partly by the purchase of foreign bulbs. 
vonsiderable quantities Gf bulbs were made in this country 
wire the war, but during the war, when foreign imports 
эте no longer possible, other English glass manufacturers 
tab up the manufacture of bulbs, and very large quantities 
"re made, the output rising in the aggregate to about one 
milion per week, the General Electric Со. reaching over 
veiw per week. As was natural, at first the quality ot the 
Encusb bulbs was poor, but as the maxers became more used 
teotüerr new work the quality had been steadily improving, 
ma the Lemington works now produced a bulb which com- 
cared well with any bulb in the world. ‘The G.E.C. had in- 
ested over £300,000 in the glass business, and it had always 
еп their policy to maintain the English industry in. bulb 
taxing, in order to avoid complete dependence on foreign 
әре, und. in the interests of the country, Mr. Wilson con- 
aired it was of vital importance that this policy should be 
rovaraged. It had always been possible to purchase foreign 
(ulis more cheaply than English bulbs. Before the war the 
ative prices of similar bulbs were :— English bulbs, 53s. per 
busi. foreign bulbs delivered. London, 44s. per 1.000, less 
wreakage allowance and export rebate, making 36s, 64. per 
9, Since the war this discrepaney in price had increased. 
ine present price per thousand of German bulb No. 0362 
idas 1 

At works. Freight. Delivered. 

tos. Od. plus 9s. 04. Эбх. 44. 
s against British total cost of manufacture of approximately 
‘Ss. of which 68s. IHd., or 48 per cent., was represented by 
aboeur, and the balance by fuel, materials, and overhead 


Lares. 
"unilar. figures for bulb No. 564 were :— 
At works. Freight. Delivered. 
Аһ. За. plus Us. 104. 60s. ld. 


1s against the British cost of approximately 140s., of which 
V. Fd., or 4% per cent., was represented by labour. 

With regard to the suggestion made by certain witnesses 
tat no bulbs had been imported from Germany or Czecho- 
siwakia since the war, Mr. Wilson said this was absolutely 
untrue. Не had been inundated with quotations of all kinds, 
and he could only кау that he had himself purchased from 
егтапу and Holland since June, 1921, upwards of two mil- 
хп bulbs. At the present time the electric lamp trade was 
undoubtedly quiet, but it was a matter of recent and tempor- 
'* eecurrence, and he could say. without hesitation, that 
"we original and fundamental cause of unemployment in the 
|b trade had been the very low price at which, owing to 
‘le depreciation of the mark, it’ had been possible for the 
-^rmans to put their bulbs on to the English market. So far 
1. bulbs were concerned, Belgium could not compete with 
-nnanv. The quotations which Mr. Wilson had obtained 
‘+ Belgian bulbs showed that they were considerably more 
-ttensive. In his opinion, if relief were given under the 
‘tus of the Safeguarding of Industries Act, it would cer- 
umiy tend to increase employment among English bulb 
covers, and the benefit of the duty would be increasingly 
5 13« foreign currencies recovered. 

E plying to questions by the Committee— 

Mr. WILSON said that considerable quantities of bulbs were 
rade in this country before the war outside his firm. His 
^n firn made about 65 or 70 per cent. of its own require- 
Cents in the ordinary way and imported the remainder, but 
at present. owing to the decreased. demand, his own glass 
v rks were able to make all the bulbs which the Hammer- 


sinith lainp works required. Пе had no exact figures of the 
total production in this country. At the beginning of the war 
his glass works were making 250,000 bulbs per week, and in 
the busiest time they made 650,000 per week. The prices 
mentioned for the English bulbs were the usual prices here, 
the bulbs in his case being charged up to the lamp works at 
the market price. 

The CHairemMan (Sir William Ashley) drew special attention 
to the statement made by witness that since the war the dis- 
crepaney between the British and the foreign. price had in- 
creased. According to the figures, the British price had in- 
creased 150 per cent., and that of the foreign bulb 50 per cent. 
Had witness any doubt as to affirming that? 

Mr. WiLsoN said his figures proved that. The imerease was 
due to greater cost of materials and labour. He held no brief 
for British. labour as regards glass blowers. He had given 
orders abroad, and could speak of actual prices in respect. of 
them. > Х 

The СнлінмАХ said he wished as much information to Бе 
given publicly as possible. Could witness sav the size of the 
orders, and when they were given? 

Mr. WirsoN said he had placed an order in Germany for 
one million bulbs, and a similar order in. Holland, during the 
last six months. One of the reasons for giving these orders 
was to bring home to the British workman the nature of 
the foreign. competition we had to meet. Another reason 
was the coal strike; and a third reason was a desire to test 
the quality of the foreign lamps. At the present time his 
works were on half-time, t.e., working alternate weeks, so 
that he was able to make all the lamps he required here. With 
regard to glass blowers’ wages, the pre-war rate was 9id. an 
hour, but that was pushed up to 4s. an. hour during the war. 
That was what was earned on piece-work. Therefore, he held 
no brief for the workman, but he must say that they were 
now in a very much better frame of mind than they were a 
tittle while ago, because they saw the danger of foreign com- 
petition. At the same time, he did not altogether blame the 
workman for the state of the industry here. The emplovers 
were also to blame. Many of the works were not as up-to-date 
as thev should be, but that was due to the fact that these 
particular firms had not the money to install modern plant. 
His own firm had been better situated in that respect than 
most of the others. Ile did not say that a 344 tax would be 
а very great help to the trade at the moment, to compete in 
price with the German bulbs, and it would be of no assistance 
to them if they did not hebp themselves by putting in modern 
furnaces and so on. lt the trade did that, then the tax would 
be a help, especially as it was naturally hoped that the ex- 
change would improve. Then they would be able to compete. 

Answering Sir THOMAS ALLEN (a member of the Committee) 
on the question of the labour employed now compared with 
pre-war, Mr. WiLsoN. «aid he was employing more now in 
spite of the fact that they were working half-time. Before 
the war he had 240 employes, and now they were 517, working 
alternate weeks. Just after the armistice, the number em- 
ployed was 720. Whilst the number employed. was decidedly 
larger than in 1914, the works could employ more workpeople 
than they actually did. 

In reply to Sir Jons Barrax : They had always lost money 
on their glassworks, but as they were making for their own 
consumption, they were not troubled so much as they would 
otherwise have been. The policy had been to make this coun- 
{гу less dependent upon foreign supplies and to increase the 
output. They were feeling German competition before the 
war, but they had enormously. increased their output ав be- 
tween 1914 and now. That was due to an increase of plant 
and an increase in the number of up-to-date furnaces. He had 
sent a man round the country to try and secure orders for 
bulbs, but he had come back with the report that every where 
he was met with German competition at prices which we 
could not touch. . 

Asked for a reason for the abilitv of the Germans to turn 
out bulbs cheaper than ourselves, Mr. Wilson said it was due 
in a large measure to the greater technical knowledge of the 
German industry. The German workpeople were better 
trained also. He had his manager in Germany at the present 
tinə studying the conditions there. The equipment of the 
factories was in most cases better than that of the average 
British works. Even so, if the exchange were normal he 
believed we could compete. 

The attention of Mr. Wilson was ealled to the fact that 
in a letter from the German Enibassy it was stated that the 
German Government had made a regulation that all quotations 
for goods for export were to be on the basis of the mark at 
280 to the £. 

Mr. WirsoxN said he had a quotation received a few days 
ago, but there was no reference to such a regulation. It would 
be a step in the right direction, however, to assist the British 
glass maker. 

Asked as to the prices at which he placed orders in Germany 
and Holland for bulbs, Mr. Wilson said the German price was 
53s. Sd, per thousand and the Dutch price was 115s. 14d. per 
thousand for an inferior article. ‘The Dutch could not compete 
with the Germans. 

The Committee adjourned. 
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THE INSTITUTION OF ELECTRICAL 


ENGINEERS. 


KiNEMATOGRAPH FILM DISPLAY. 

On Thursday evening last week an unusually large number of 
members assembled at the Institution to witness a display of 
three kinematograph films, which were much appreciated. 
Following the reading of explanatory notes, which are abstrac- 
ted below, by Dr. C. C. Garrard, M.LB.B. (General Electric 
Co., Ltd.), the accompanying illustrations were thrown on the 
screen and were followed by a filin which showed the effects of 
large-current tests on. various electrical apparatus. 

Mechanical and electrical effects of large currents on h.p. 
switchgear.—The tests brietly described by Dr. Garrard were 
carried out by the New York Edison Co., and were recorded 
in a paper* by Mr. Philip Torchio, who at the suggestion of 
Dr. Garrard sent the films showing the experiments to this 
country to be exhibited for the benefit of British engineers. 

The experiments with switches were made with currents of 
the order of 100,000 amperes at 25 cycles, but at low voltages 
(about 200 volts), the object of the tests not being to determine 
the breaking capacity of the switches, but to find out in what 
way the apparatus withstood the very large mechanical stresses 
set up by the inmense currents used. In all the switch tests 
the circuit breakers were mechanically locked in the closed 
position. The arcing that was seen on the films was caused 
by the opening of the main and arcing contacts due to the 
mechanical force resulting from the tlow of the high current. 
The justification for such a test lav in the fact that the short- 
circuit: current in actual practice in a power station. reached 
its maximum with very great rapidity, and before the operating 
mechanism had had time to open under short-cireuit.. During 
the period before the automatic opening of a breaker, therefore, 
it was (in effect) locked in, and its mechanism must withstand 
the mechanical forces set up by the current which- might, 
moreover, be greater. than that corresponding to the kVA 
breaking capacity of the cil-imiamersed breaker. If, for 
example, the breaker be chosen under the assumption that the 
short-circuit current fell off to six-tenths of its qnaxunum value 
within one-fifth of a second, the mechanical forces set up 
before the oil circuit breaker operated would be those corre- 
sponding to a current 66 per cent. greater than that corre- 
sponding to the KVA rating of the breaker. 

It must not be assumed from the film that the switches which 
apparently failed were in all cases inadequate to withstand a 
test equal to their rating. The numerical figures of the tests 
must be studied in order to arrive at a conclusion in this re- 
spect, as in some cases the testing: currents were carried above 
those corresponding. to the breaking capacity rating. in. order 
to compare different types of construction, 

Practically all the cireuit breakers tested had brush contacts 
arranged as shown in the first diagram, fig. 1, that is to say, 
that when the current flowed the resultant mechanical force 
acted in a direction opposed to the brush pressure, thus tending 
to open the contacts and cause them to burn and weld to- 
gether. This could be understood by reference to the principle 
that a closed electric circuit always tended t5 open out and 
enclose the maxnnum area. 

As the result of the experiments an improved arrangement 
of the brushes was introduced and was illustrated in fig. 2, 
from which it would. be seen that the force set up by the 
current increased. the brush pressure. The motion-picture 
clearly. showed the improvement effected. Some of the best 


Fic. 1. 


Fi. 2. 
Fic. I—Typr or Brrsi TESTED. 
Tends to come out of contact under the infuence of the current. 
lia. 2.—IMerovep INvertep BRUSHES. 
Tends to press on tighter due to the magnetic forces set up by current. 


results, however, were obtained with finger contacts as shown 
in fie. З (A) from which it would be seen that in such a con- 
tact the current flowed through each finger in. the same direc- 
tion. The fingers, therefore, attracted each other under the 
influence cf the current and thus the contact pressure was in- 
creased: fig. З (в) was introduced by Dr. Garrard to illustrate 
a construction whereby. this attracting force might be in- 
creised by bringing the fingers very near together. 

The resulta of the tests on current transformers clearly 
showed the enormous forces which current transformers were 
subjected to on short-circuit. In. one test. (original fig. 19) 
the transformer was destroyed in 4 second at 02,000 amps. 


* Journal of the A.LE.E., 1921, Vol. XL, p. 120. 
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(г.1п.8.). Mr. Torchio’s conclusion was that only the single- 
turn primary type was surtable for large systems, Dr. Garrard 
pointed out, however, that it was not always possible to use 
that type in feeder circuits. 

The tests on potential transformer fuses were carried out at 
the full voltage of 6,600 and 13,000. volts. The definite con- 
clusion was arrived at that no type of potential fuse on the 
market can satisfactorily open the circuit without a resistance 
imn circuit (see Пи. 4). As an example it might be mentioned 
that a fibre-tube fuse having a resistance itself of 79 ohms 
failed completely at 6,600 volts, the current flowing through 
the fuse being 1.970 amperes (maximum). The addition of 50 
ohms external resistance reduced. the current to 25 ampetes 
(maximum) and the fuse operated without visible disturbance 
in (0.02 cycle. 

Regarding tests on disconnecting switches, the need of 
locking devices and the desirability of avoiding bends in the 
connections to the switches were demonstrated. When these 
cannot be avoided the blade opening should be at right angles 
to the main lead. 

The original paper showed the valuable information which 
might be obtained by collaboration between manufacturers and 
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Fia. 4. 
Fig. 3.— FiNGER Contacts or. Оп, Circvir BREAKER. 


The current. flowing in the same direction in both fingers causes them to attract 
; each other and thus increase the contact. pressure, 
Fic. 4.— POTENTIAL TRANSFORMER WITH PROTECTIVE RESISTANCE. 
Suppested British standard arrangement for. heavy systems. 


supply authorities. Similar eo operation under the direction of 
the british Mleetrieal & Allied Industries Research Association 
would doubtless vield like results in this country. 

The Audion.—The second and third films were exhibited by 
Mr. Е. Gall, M..E.E. (European. chief engineer: Western 
Electric Co., Ltd.) and illustrated. their respective subjects in 
a popular manner; they were self-explanatory. ‘The second 
film showed the evolution of the thermionic valve and illus- 
trated in a remarkably clear and ingenious manner the action 
of the valves when performing various functions. 

Telephone Inventors of To-day.—The third film. showed the 


gradual assembly of the numerous component parts that go- 


to make the complete telephone desk instrument (apparent 
without hands). The reminder of the film illustrated: early 
apparatus, modern switehboards, and the action of transmitters 
and receivers, in addition. to mechanical tests, railway tram 
control (dispatching), printing telegraphy. the operation of 


automatie coin collectors, telephone repeaters and loading coils, 


and the use of telephony in the army and air force. 


CYC-ARC AUTOMATIC ELECTRIC WELDING. 


DISCUSSION AT BRISTOL. 


At the Western Centre of the Institution of Electrical Engi 


neers, on December 5th, Messrs, L.J. Steele's and H. Martin's 
paper on. the above subject (an abstract of which was pub- 
lished in our issue of December 9th) was read and discussed, 
and in opening the discussion Prof. DAVID ROBERTSON thanked 
the authors for their interesting demonstration. 
with which he had listened to the paper was increased by the 
fact that Mr. Martin. was an old student of the Merchant 
Venturers’ Technical College, although he could not claim him 
as one of his. It would seem to be quite possible to attach 
fish plates to railway rails by means of studs welded on by the 
Сус-аге process, instead of having the rail ends drilled for tlic 
usual bolts. 4 

Mr. W. Мавх (Bristol Tramways Co., Ltd.) was rathe: 
surprised to find welding specialists putting forward the sug- 
gesticn shown on one of the slides relating to the attachment 
of copper bonds to rails. In tramway work the tendeney War 
to weld the tramway rails and do away with copper bond: 
entirely. Railway practice was rather different, but the open 
type of bond shown was not a practicable proposition, as bonds 
fixed in that manner would be promptly removed by thieves. 
For railway work, a percentage of the fishplates might be 
welded to the rails, sav, in two out of three joints, and the 
third or expansion joint could be bonded by direct welding а 
copper bond in a concealed. position. | 

Mr. Н. R. Besant (Bristol Tramways Co.. Ltd.) also ех 
pressed. the opinion that neither of the methods illustrated 
would form a satisfactory bond under the conditions of tram: 
way practice. The first method, welding a brass stud to the 
rail and using a flat strip connection, would not give a per 
manent low resistance connection, while the alternative metho 
shown involved the use of soldered connections, which exper! 
ence had proved to be unreliable under those conditions. He 
suggested that a better way would be to weld the copper bonc, 
directly to the rail. 


The pleasure 
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Prof. ANDREW Ковектѕох (Bristol University) said the 
authors had produced a machine which did its job in a remark- 
iy snnple and satüsfactory manner, and he bad nothing but 
-Amiraton for it. However, in view of some of the suggested 
wehcations of the system, some caution should be exercised 
y the interpretation of the test results of mechanical strength 
zit had been given by Mr. Martin. Too much should not be 
made of the tests on studs which showed that the weld was 
ronger than the stud for a single application of the load. 
Many of the suggested applications. involved alteration of 
миз», and to judge of the suitabiuty of the system for loads of 
tnat character, other tests were required. Many wheels were 
ertunly Very poor when subjected to vibration or alternating 
seses, and before attempting to use that system of welding 
ter the attachment of the blades to a turbine rotor (to men- 
non one Important case), it would certainly pay to curry out 
tots under alternating stresses. 

Mr. 1. Ноор, with regard to the authors’ difficulties in 
шши their apparatus with alternating currents, felt that the 
tregüeney of the спеше must have a considerable influence on 
tbe success or otherwise of the operation, and had Mr. Martin 
conducted. his experiments on the Bristol circuit of 93 cycles 
ш have secured much more satisfactory results. 

Mr. А. J. NEWMAN (Bristol Electricity Department) men- 
uned that there seemed to be rather a mix up in the units 
uapoved, Inasmuch as it was suggested that two watts were 
бең of a Board of rade umt. In tube-to-tube welding. 
ine uf the characteristics of the weld seemed to lie in the fact 
tut the tube itself was partly filled up with metal, which fact 
uated ats feid of operation enormously. The chief applica- 
nen Which appealed to himn was in connection with turbine 
taling, as owing to the difficulties designers were labouring 
under at the present day in meeting market needs for cheaper 
want and therefore necessitating higher peripheral speeds, the 
хеши of the blades to the disks seemed to be an application 
quite Worth while considering. 

Mr. H. 1. Rogers, referring to the manufacture of panto- 
дар and tube collectors, asked whether the authors had had 
any experience. in welding tubes into sockets, as he thought 
nere would be quite a considerable. opening for the Cyc- 
i; process in that direction. As regarded bonding of rails, 
te did not think the particular methods shown by the authors 
would be successful, but pointed out that in bonding the rail 
t every fifth pole, the apparatus appeared to be very suitable 
and would lead to a great saving m time. i 

Mr. C. T. ALLAN (South Wales Power Distribution Co.) sug- 
ested the application of the process to turbine blading, col- 
ty work, and domestic utensils and appliances. The direct 
tebing of pins to cross-arms for attaching to poles might 
кечке attention, as at present great. dithculty was experi- 
ened through the rusting of the nuts to the pins. 

Mr. A. С. MeWuigrERn. (chairman) spoke of the great advan- 
tute to be derived from the process if applied to armature 
лшн. Пе considered it would. eliminate the trouble of 
rising solder, but thought асау would be experienced 
nthe welding of large sections, as the аге would start at one 
qet and. then miss, resulting in ajr spaces forming instead of 
ем! to metal welds. If the process were applied to the 
ode trade, the cost of production would be reduced 75 per 
ant, 

Mr. W. F. CHAMEN said the process as demonstrated left a 
suil mass of elevated brass around the stud. That appeared 
tule the way of making elevated joints. 

Mr. H. MARTIN, fn reply to some of the points raised in the 
Heussion, agreed that the a.e. are-striking difficulties were 
seated. with the reversals of current flow, owing to the 
‘at that at the time of attempting to strike the arc, the cur- 
ent might be actually or approximately at zero. However, 
stiiactory means had been evolved to overcome the arc- 
“ching dittculty. The suggestion that rails might be bonded 
y the welding of the studs used in attaching the fishplates 
"4 considered to be quite a useful and feasible one, provided 
that other ditticulties could be overcome in completing the 
und. There would be no difficulty whatever in welding tubes 
по suitably designed sockets by means of the Сус-аге 
Исе and apparatus. Difficulty. existed in connection with 
з ae, motor drive of the special Kinetic generator, but 
In the саке of а 3-phase motor, that should he satisfactorily 
‘vercome by means of a suitably designed slip resistance. It 
Nas preferred not to have to operate with a single-phase drive. 

In reply to Mr. Newman, an error had not been corrected 
expressing the energy consumed, when making certain 
welds. in watts instead of watt-hours. Though Cye-are 
velds on to cast iron could be made. such welding: was not re- 
commended on account of the unsatisfactory nature of the 
аҹ топ itself from a welding standpoint. When Cvye-are 
welds on to cast iron were subjected to tensile tests they did 
tt break, but a small piece of cast iron. was drawn out with 
the welded stud or tube. The welding of cast iron was invari- 
viv unsatisfactory; although it could be used for stopping 
takages in, or holding together, castings in which the welded 
bitten was subject to compressive stresses, he had no faith 
z its use for repairs in which the welded portion was likely 
ti be subjected in use to any appreciable tensile stress. The 
tahing of turbine blading to rotors by means of the 
Cvoure process raised no difficulty. in designing a plant 
“ible for the purpose. In. that connection, excellent welds 
On mechanical strength could be made to cast steel; and 
^v rustlers steel was readily weldable. They were consider- 
If an important modification of their proposals, in. order to 


enuble them to come into line with existing methods of bond- 
ing as used on most of the electrified railways in this country. 
Their proposal now was to Weld short brass or copper studs 
on to the rails and to attach to them, by practically the same 
methods us now used, the necessary copper bonds, which Were 
fixed between the fishplates and the rails, in order to avoid 
their being stolen. Their bonding proposals were not being 
put forward for tramway work, but they were worth con- 
sideration for light raliway work (including mines), more 
particularly abroad, where ‘hermit welding was either unsuit- 
able or unnecessary. Alternating stress tests had been made 
of Cye-are welds, with the result. that such welds of brass 
to steel appeared to give about the same results as those ob- 
tained with ordinary methods of are welding. If the welds 
were annealed, however, before testing, considerable ипргоуе- 
ment had been observed. From observations and rough tests 
made on steel to steel welds, however, they had no fear but 
that they would give remarkably satisfactory results under 
any form of alternating-stress test. Before such welds were 
annealed, however, they were extremely brittle and hable to 
break with the slightest jar. There were no apparent means 
of avoiding entirely the formation of the fillets of metal sur- 
rounding Cvyc-are welds. They could, however, be readily 
removed by machining, but it was preferable to retain them, 
where possible, on account of their reinforcing properties. 1t 
was believed that the welding of both copper and aluminium 
could be effected by the Cye-are process. They quite anti- 
cipated that they would be able, at an early date, to use the 
process for the welding of copper in such work as rotor con- 
struction and for armature connections, 


DISCUSSION AT NEWOASTLE-UPON-TYNE, 
AT the North-Eastern Centre cf the Institution, on December 
Ith, the paper was read and discussed, the reading being 
illustrated by a number of lantern photographs and diagrams, 
and several welds were made upon an iron plate. 

Тнк CHAIRMAN (Dr. W. M. Thornton) in opening the dis- 
cussion, thought that the process was only at the beginning 
of its career; it was not quite correct to call the process weld- 
ing in the ordinary way, vet he did not know what else they 
could call it. Et was a process. of melting and the intro- 
fusion of metals by an extremely active action of the electric 
eurrent. It had given а new meaning to the term melting in 
the electric arc. 

Mr. J. H. Houmes said it seemed to him that there was a 
rast amount of room for the application of the method. That 
the services of a driller were dispensed with, they would 
agree, was a real advantage. 

Mr. A. Р. Payne (in a written communication that waa 
read by the hon. secretary) said that one of the great difficul- 
ties of electric welding was the fact that the efficiency, or 
otherwise, of the weld was largely dependent upon the opera- 
tor. who must not only be skilful, but careful. A careless 
workman under the inducement of piecework could very 
easily make а very bad weld, which would be difficult. tc 
detect. His experience, founded upon considerable use of both 
a.c. and d.e. welding, was that, in the hands of an expert 
who was used to alternating current, an a.c. weld was quite 
as good as one made by direct current, but it was advisable 
to confine an inexperienced welder to d.c., or considerable dis- 
satisfaction might be the result. That appeared to be due 
largely to the spluttering of the arc with alternating current, 
which prevented the welder from seeing as clearly what he 
was doing as he would see when using d.c. The actual result 
was an untidy weld, and at the same tine considerable burn- 
img away of the metal adjacent to the place at which the 
new metal was built on. Thus, in welding two plates 
together the joint itself might be actually stronger than the 
main body of the plates, and yet a considerable reduction in 
area might take place on each side of the weld. Neither of 
those difficulties arose m the process outlined by the authors, 
in fact, the human element, so far as the actual welding was 
concerned, had been almost eliminated, and they were to be 
congratulated on having perfected a system having a great 
field of usefulness. The shipyard electrical engineer was 
familiar with the basketfulls of broken drills and taps sent into 
store periodically, a source of expense which the authors’ pro- 
cess eliminated. With regard to the use of alternating current, 
there appeared to be no insuperable difficulty, but one must 
bear in mind that its use was accompanied by much more 
danger to operators. No fatalities had occurred when using 
direct current at 250 volts and below. Alternating current 
of so low a voltage as 60 volts could not be regarded as 
entirely safe on board ship. | ‚ 

Pror. HowanTH explained that the difficulty of welding in 
a closed circuit chemists regarded as entirely duc to rapid 
oxidation. In the present system that was reduced to the 
minimum. 

Mr. W. T. Darron referred to the bonding of fish-nlates of 
rails, and drew attention to the cramped space. . There was 
the obiection also that the drilling of holes tended to weaken 
the rail, and honding over the fish-plate had been substituted 
to do away with that weakness. 

Mr, X. ANDERSON. guid. — fhe  Cyeare orocess had 
rather upset his ideas as to electrical welding. Previouslv he 
had thought that in welding metal to metal they had to have 
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a neutral atmosphere for the work, but in the present case 
there was no special preparation, nor special electrode. 

The discussion was continued by Messrs. W. L. Lambourne, 
White, P. F. Allan, H. J. Fisher, H. B. Poynder, and T. 
Carter, and in reply Mr. H. Martin said their аш had for- 
merly been to heat the plate; that was the very opposite to 
what they did now, when the ann was to get sufficient current 
density to maintain the are. He agreed that the process was 
not strictly a welding process, but they had no other name for 
it. He believed that all metals, more or less, were weldable by 
that method; the difficulty was mechanical strength, but 
they were rapidly improving the process. The desirability of 
more chemical and metallurgical knowledge was admitted, 
and much work still remaimed to be done. 


DiscUssiON AT GLASGOW. 
AT the Scottish Centre of the Institution, on December 13th, 
the paper was read and discussed, and in opening the discus- 
sion Prof. Francis G. Batty, M.A., made some remarks with 
regard to welding temperatures, and suggested the welding of 
copper leads to earth plates as a possible field for the welding 
tool described in the paper. j 

Mr. А. E. FRANKLING, Who was directly concerned and in- 
terested in ships’ electrical installations, confined his remarks 
primarily to stud welding. The operation of stud welding 
was beautifully simple, and because of its simplicity there 
was a fear of the apparatus being turned over to an operator 
who, by reason of lack of initiative, disinterestedness, or per 
sonal antipathy towards it owing to its labour-saving possi- 
bilities, would not give it a fair chance. Пе hoped that dis- 
crimination would be exercised in the selection of operators, 
and also that shipbuilders would enlighten them as to the 
attitude which the trade unions would adopt towards that 
labour-saving apparatus. If it be insisted on that the men 
displaced by its adoption were to operate it, and if it be 
further insisted on that the numbers displaced by it were to 
be found employment in connection with its application, he 
feared that the apparatus would not be given the chance {о 
which its worth entitled it. It was most linportant that each 
operator should be supplied with a simple, but reliable, 
apparatus for testing his work as he proceeded, and he was of 
the opinion that a spring-headed " Li” shaped bar, the toe 
being provided with a coned recess for engaging with the 
two halves of a split coned nut to be placed over a few 
threads of stud, would be satisfactory for the purpose. The 
studs would be pulled in the direction of their length by 
pressing down the bar. 

The authors referred to a ball-ended stud as being the 
most suitable for welding, but it was the speaker s experience 
that cone-ended studs were equally satisfactory. Owing to 
the cone end being of the sume diameter as the threads, there 
would be a saving in cost on that account—a point not to be 
lightly set aside in view of the considerable quantities re- 
quired. Moreover, they possessed the advantage of more 
accurately centring the stud in the position marked off for it. 

The apparatus would be improved were a double-pole 
contactor substituted for the existing single-pole one, as 
by so duing the generator would be earthed only during such 
time ив a weld was in progress. A mishap in the early days 
of the experiments was attributed to the lack of this precau- 
tion. The authors had been very modest in their claims as 
regarded the advantages possessed by that stud-welding pro- 
cess When compared with the method at present in use. 

When perforated plating was fitted. it was customary to 
leave a space of about one inch between it and the bulkhead, 
&c., to which it might be secured, with the result that 
damage to cables by reason of their having been drilled into 
from the reverse side of the bulkhead was comparatively negli- 
gible. When cables were secured direct, as would be the case 
when studs were welded thereto, the risk of their being 
drilled into from the reverse side would be considerably in- 
creased unless precautions were taken to call the attention 
of all concerned to the fact that electric cables were in certain 
positions, 

Mr. W. B. Hirp thought that with certain modifications 
the apparatus might be adapted and made suitable for the 
making of joints in the windings of dvnainos. A suitable 
welding tool for that purpose would be of great advantage 
in dynamo construction. 

Mr. Н. Martin replied generally to the discussion, stating 
that experience had shown that even with the largest welds 
there was no disturbance on the remote side of the bulk- 
head. Development of the process was going in both direc- 
tions; on the one hand, he hoped to be able to do welding 
in watch and clock-making, and that would necessitate timing 
of the nature of 1/100th part of a second. It was almost 
certain also that work of three or four times the present 
maximum in size would soon be accomplished. Welding 
conductors to earth plates presented no difficulty. The Ad- 
miraltv had commissioned the authors to investigate the 
possibilities of copper welding. While some difficulties arose 
in welding copper to steel, they did not appear to be insuper- 
able. Experienced welders could detect a bad weld by 
inspection or ringing in alinost every case. To obtain quan- 


titative results, however, a lever-testing tool had been 
devised. The use of ball-ended studs was not absolutely 
essential, ae satisfactory welds had been obtained with flat- 
ended ones, and he felt sure cone-ended studs would also be 
satisfactory. ‘The double-pole contactor called for by one 
speaker did not appear to be justified, as practical experience 
had shown that the present design was quite satisfactory. 
Many instances were cited showing the general robustness 
of the apparatus. Welding of aluminium was unsatisfactory, 
und it seemed better to try alternative methods such as had 
been suggested for cast iron. 

The CHsikMaAN, Mr. E. T. Goslin, handed over the duty of 
proposing a vote of thanks to the authors to one of the sur- 
viving founders of the Institution, namely, 

Со. E. D. MaALcouM, who said that the strength of the 
parent Institution and its world-wide ramifications were a 
source of gratification to him. He would like to be oftener 
at the meetings. but he stayed a long way off and travelling 
was dithcult at his age, apart altogether from its effect on his 
health, which he was bound to sufeguard. He complimented 
the authors on their paper and on the way in which it had 
been delivered. 
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Hs  Tpnition systems for internal-combustion engines." W. б. M. Ross. 
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IS. "Cleats and cleat bases for electric. conductors, 
R. €. Milliken, January 3rd. 
19. '* Міле signalling apparatus." J. W. 
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63. '""Sparking plugs." W. C. 
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(General Electric Co.). January 3rd. 
KG. Intermittently operating elvetric circuit closing: devices.” 
January 3rd. 


Хе.” A. Kirk and 
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Н. Collings, M. J. Railing, and 
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Thomson-Houstun Co., Ltd. 


C. J. Evans. 
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агу 3rd. 
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Co., Lid., and A. P. 


British Phomson-Houston. Co. Laid, 


Pollock. January 
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3rd. 
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Pernot and L. J. Rich. January 4th, 


Janu- 


22N. "' Electrical apparatus." AL P. Addison and J. W. A. Waller. 
ary 4th. 
242. “Uynition timing of internal-combustion envines;" London General 


Omnibus Co., Ltd., and O. W. J. Watson. January. dih. 
207. '"! Mapneto electric igichines;"" Briuish Thomson-lfouston. Co., Ltd., 
and А. P. Young. January $th, 


273. 'Dwnamo-clectrie machines. W. B. Sayers. January 4th. 
296. '' Explosion. proof. fuse.’ E. €. R. Marks (Goodman Manufacturing 


Co.) January 4th. 

297. 9 Conirolling devices for electri: locomotives." E. €. R. Marks (Good- 
man Manulacturing €0o.). January. 4th. 

308. '* Combined. phonograph and electric 
Ath. 


337. t Electric. apparatus for separating or classifying finely divided ma- 
terials," H. W. Cox. January 5th. 

330. © Current collectors.” C. B. Buchanan and C. C. Johnson. 
oth 

Зб. “ Electro-mapnetic clutches.” C. F. 


lamp." E. de Vries, January 


January 


Shanks. January Sth. 


61. ** Enclosed cartridge fuses for electric circuits." E. J. Peirce. Janu- 
" 2 A 
агу 9th. 

362. '' Fuse carrier for distribution bourds." W. Gee. January oth, 

ЗО. "t Felephonie transmitters," A. J. Roberts. January Sth, 

354. U Electric fittings and means for. fixing same.” F. C. Raphael Janu- 


arv oth. 
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W. Cunningham and F. 
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kanpen fabricken. January oth. (Holland, June 13th, 1921.) 
tubes.” Naamlooze Vennootschap Philips’ Gloci- 
(Holland, August 16th, 1921.) 
discharge tubes.” Naamlooze Vennootschap Philips’ Gloci- 
January oth. (Holland, November Sth, 1921.) 


24. '' Electric discharge 
kampen fabrieken. January oth. 

42». ** Electric 
lampen fabrieken. 

426. "' Electric resistances.” Naamlooze Vennootschap Philips’ Glocilampen 
fabrieken, January oth. (Holland, January I4th, 1921.) 

41237. '' Manufacture of electric insulating sheets or tavers.” Naamlonze 
Vennootschap Philips’ Glocilampen fabriken.“ January oth. (Holland, August 
Sih. 1921.) 

462. '' Device for automatic recording of telephone calls.” T. 
January Gih. 

473. '! Automatic 
Co., Lid. January Bih. 


M. Ryan. 


y 


electrical sub-stations,’ Metropolitan-Vickers Electrical 
(United) States, March. 1th, 1921.) 


482.0 Trolley wheels. for electric current collectors." G. H. Boot. Janu- 
ary tth. 

486. SC Electric starters. for internal-combustion engines. Scintilla. Janu- 
ary 6th. (Switzerland, January loth, 1921.) 

498. 9 Electro-maytrnets;" Siemens Schuckertwerke. January 6th. (Ger- 


many, February l|6th, 1921.) 

496. “ Telephone systems," Automatic: Telephone Manufacturing Co., Ltd. 
January 6th. (United States, May 3rd, 1921.) 

OOO,“ Kecirie high-frequency signalling.” А, 
(United States, July 17th, 1916.) 

909. '' Sound amplifiers for 
‘Mathieu. January. Gth. 

910. “Manufacture of sound amplifiers for talking machines.” А. 
and J. L. Mathieu. January 6th. 

513. "ОС. Oliver. January 7th. 

Mi. *' Drive for dynamos or majnetos of motor cycles, &c." P. C. Hanks. 
January Tth. 

DIS. © Automatic valves or «wi*ches;" G. 


’ 


van T. Day. January Gth. 


talking machines.” A. Benoit and J. L. 


Benoit 


“ Electric switches. 


Wilkinson. January 7th. 
me 44 p таа ETEN E ^" 
" E Electric tumbler switches," J. P. Anaacker and S. Fildes. January 
th, | 
Edu SE Е А deum : j ‘ 
523, Devices for enabling forces due to variations in electrical energies to 
э m { 
һе used. А. К. Angus. January. Fih. 
O26. Eketrie lamps Y J. Wilson. 
improving: electrolytic mereurie oxide,” 
January Tih. (Switzerland, January sth, 1921.) 


January 7th, 
oz. Process for LElektrizitats- 
werk Lonza. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the spccifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 


Automatic Telephone Manufacturing Со, 
June 16th, 1329. (Cognate 


16,274. ' Telephone. systems." 
Lid., P. T. Bates, R. Mercer, and C. Gillings. 
application. 2,143,020.) (172,9815.) 
027,144..." Elecirie diaphragm ајаг." 
Lod, and EF. Brown. June 24th, 1920. 


Apollo Plug Manufacturing Cu., 


(172,996.) 


17,471. " Electro-magnetie relays.” Creed & Co., Lid., and T. Lenaghan, 
June 26th, 1920. (172,998.) 

]5,007. "'' Electrical signalling." L. de Forest. April 17th, 1919. (146,491) 

13,250. '' Electro-magnetic wave navijuional or direction-finding systems.” 
Ges; fur Drahtlose Telegraphie. October. 23rd, 1915. (Addition to 140,629.) 
147,733.) 

19,812. “ Construction and operation of dynamuelectrie machines." V. G. 
Appie. April 23rd, 1917. 147,7584.) 

20,400. '* Thermionie tube electro-maunetie waye generating apparatus.” 
Ges. lur Drahtlose Telegraphie. October иһ, 1918. (Addition. to 148,440.) 
UL 4S, Ho.) 

20.402... ** Thermionic tube electro-magnetie wave generating arrangements,” 


September. Sin, 1918. (148,447.) 


Ges. lur. Drahtlose Telegraphic. 
Francaise Radio Electiique. 


POSED. '* Wireless telephony systems." Sov. 
October. 26th, 1916. (148,9535.) 


y 


Stamens Schuckertwerke Ges. 


2148], So Electric are welling apparatus.’ 
August [)9th, 1919. (143,9251.) 

23,442.. "* Felephone systems" Western. Electric Co., Ltd, (Western Ele- 
tric Co., Inc). August lth, 1920. (173,009.) 

23.470. '" Submersible dynamo-clectric machines" E. L. W. Byrne. Feb- 
ruary Lith, 1921. (Cognate ;pplications, 29,380 20, 34,537, 20, 4.501 21, and 
10,799 21.) (173,010.) 


“Ignition devices for internal-combustion engines.” M. Jj. B. 
September 20th, 1919. (151,251.) 
" Electrolytic cells, more especially intended for use in the pro- 


J. F. Barker and United Alkali 


23,814. 
Barbarou. 

26,104. 
duction of the сога» of the alkali metals.” 


Co., Ltd. September 10th, 1929. (173,028.) 
20,373. © Electric calling ог time alirim devices for use in hotels and the 
like’ E. R. Smith. September 4th, 1920. 73.033.) 


* Apparatus for seat control and recording for places of public enter- 


26,467. 
W. H. Tripp. Sp- 


{линет as kinemas, theatres, and such like buildings.” 
tember doth, 1020, (173,036.) 

26,653. " Fitting for tubular electric lamps." E. T. R. Murray. 
Vh. 1920. (173,052) 
А 26,888.  '* Oil-immersed transformers.” 
and W. J. Boddy. September 21st, 1920. 


September 


British Thomson-Houston Co., Lid., 
(173,062.) 


27.012. ** Electric starting device for internal-combustion engines.“ Ө. Y. 
Imray (legal representative of O. Imray, deceased) (R. Bosch Akt. Ge-). 
september 22nd, 1920. (Addition to 2.815 20.) (173,060.) 

27,944. Electric apparatus. for the permanent waving of hair." G. 
Boudou. March 26th, 1920. (160,746.) 

28.208. Deferred action dry. battery," E. C. R. Marks (National Carbon 
Co. Inc.). October oth, 1920. (175,083.) 

28,669. '' Electrical oil switches." G. E. Gittins and Metropolitan- Vickers 


Llectrieal Co. Ltd. October Sth, 1920, (173,089. 


Har- 


28.698. ‘Engine starters of motor cars, vehicles, and the like." A. 
wood, October Lith, 1920. (173,100.) 

30,028. '* Means for protecting alternating cleetric current. apparatus.” I 
Porree. October 23rd, 1920. (173,129.) 

430,641. © Washing machines." British Thomson-Houston Co., Ltd. (Genera 
Electric Co.) October 29th, 1020. (173,127.) 

31.427 © Driving mechanism for wringers and the like," British. Thomson- 


Houston. Co., Ltd. (General Electric Co). November Gth, 1920. (173,131. 
31,076. '* Systems of electric power transmission," British Thomson-Houston 
Con Ltd. (General Electric Co.) November 9th, 1920. (173,134) 
34,809. II Telephone systems," Automatic Telephone Manufacturing Co, 
Lid. December 20th, 1919. (100,823.) 


Electrically:produced Hay.—The scientific correspondent 
of the Daily News states that recently a method was worked 
out in Switzerland for preserving newly-mown grass without 
first drying it in the sun. The newly-mown grass is stored 
on metal sheets in silos of about 400 cubic feet capacity. The 
top of the silo is closed by another metal sheet, and the 
sheets at the top and bottom of the silo are connected 1n an 
electric circuit, so that alternating current at a pressure ol 
from 200 to 500 V is passed through the grass between them. 
The effect of passing this current for several days is to kill 
all the microbes whose presence would otherwise cause the 
damp grass to decay. It is claimed that the process enables 
the grass to be preserved in its natural state until required, 
and that in addition it can be cut and stored irrespective of 
weather conditions, and it contains twice the nutriment of 
an equal quantity of hay. From 130 to 200 kilowatt-hours 
are suflicient to treat five tons of grass. 


An Electrical Weather-Watcher.—A London police court 
case on January 9th revealed. that the prosecutor. was d 
'" weather observer ” for the City of London Electrie Light Co. 
“ Por the past twenty years we have employed a look-out man. 
usually an ex-seaman, to keep us posted regarding changes 
in climatic conditions," said an official of the company to a 
Daily Mail reporter. “He is stationed in a glass-domed 
арп, high above the city’s smoke, where he keeps an un- 
ceasing vigil from 8 a.m. to 6 p.m. If a heavy fog is mm 
nent he signals to the power-house, and arrangements are 
at once made to meet any consequent emergency. He is also 
charged with the duty of reporting on any of the company s 
chimneys that may be smoking. By this means we save fuel 
and avoid vitiating the atmosphere.” 

We drew attention ta this practice many years ago, but 
probably many of our readers are unaware of the existence 
of this little-known occupation. 
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different point of view. It is true of the society as of 
the individual that there is a tendency to proceed along 
the beaten track, to get into a rut and to lose breadth: 
of view; an occasional confabulation at the cross-roads 
affords an admirable opportunity to revise one's ideas 
and to consider whether one is following the best route 
towards the desired goal. 

Indeed, we may go further and suggest that the desir- 
ability of the goal aimed at may itself be brought into 
question with advantage; an instance of this occurred at 
the joint meeting of the Institution of Electrical Engi- 
neers with the Institution of Heating and Ventilating 
Engineers on Thursday last week, when the question 
arose whether electricity should be generated with the 
utmost efficiency attainable and the discarded heat 
energy treated as a by-product to be utilised or not as 
circumstances permitted (which we may regard as the 
normal view—the “ rut," if you please) or whether the 
main purpose of the engineer should be to utilise heat as 
efficiently as possible and to treat electricity as the by- 
product (which, as Mr. H. M. Sayers points out else- 
where in this issue, is the implicit attitude of those who 
would ‘‘bleed’’ turbines or run non-condensing in 
order to get heat at a higher temperature). 

Undoubtedly there are cases, particularly in indus- 
tries requiring large quantities of heat at a temperature 
near boiling point, where the latter is the best practice 
from all points of view; and there are other cases, such 
as that quoted by Mr. C. I. Haden, where the oppor- 
tunity offers itself to make good use of exhaust steam 
for heating buildings. But in general, at any rate in 
this country, the conditions render high efficiency of the 
generating plant the prime consideration, and we think 
that the views put forward by Mr. A. H. Barker, indi- 
cating that the cost of utilising the waste energy for 
heating buildings may be prohibitive from a commer- 
cial aspect, should be given due weight. 

We by no means suggest, however, that the immense 
quantities of ''low-grade heat," to quote Mr. W. M. 
Selvev, that are rejected by the steam power plant 
should not be utilised in every possible way. In our 
issue of Julv 28th, 1916, we reviewed a suggestion pub- 
lished by Mr. C. Turnbull, electrical engineer to the 
Tynemouth Corporation, in Nature, to the effect that 
condensing water should be employed for stimulating 
the growth of crops, and urged that the proposition 
should be investigated, giving some tentative figures to 
show that there was a prima facie case in its favour. 
We pointed out that large areas of land in Yorkshire 
were heated by hot gases passing through buried pipes 
for the purpose of forcing rhubarb, with coal furnaces, 
and we said that if to such an installation could be 
added artificial fertilisers obtained from the by-pro- 
ducts of combustion of the coal, we should have an 
exceedingly efficient all-round combination. Going 
further back, in 1910 Dr. S. Z. de Ferranti, in his re- 
markable presidential address to the Institution of Elec- 
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trical Engineers, took as his text ‘‘ Coal Conservation, 
Home Grown Food, and the Better Utilisation of Our 
Labour,’’ and pointed out the immense importance of 
intensive cultivation with the aid of artificial fertilisers 
produced under his “‘ all-electric scheme.”’ 

In the article above-mentioned Mr. Sayers again 
directs attention to the possibility of increasing crops 
by warming the soil with circulating water, and even 
feeding the plants with air charged with carbon dioxide 
from the flue gases. We believe that there is here a 
most fertile field for experiment and research. It may 
not appeal at first sight to the electrical engineer—but 
he is nothing if not progressive, and he is not called 
upon to become an agriculturist himself. Let him step 
out of his “rut” and take a broad view, in order to 
arrive at the best policy in the national interest. | 


Ir is obvious in many ways that 
The Brazilian Britain will find great ditliculty in in- 
Market. creasing or even maintaining her hold 
on the Brazilian market unless she 
makes strong efforts. The position of the United States 
grew very firm during the war and is likely to grow 
firmer still, owing to the financial aid she can give to 
Brazilian industrialists. Whilst her competition has 
therefore to be reckoned with, there is also the active 
rivalry of Belgium and the reappearance of German 
goods to be faced. Mr. E. Hambloch, H.M. Commer- 
cial Secretary at Hio, in a report which is summarised 
on another page, voices the keen disappointment of 
British firms at their exclusion from the tariff advan- 
tages that Brazil has granted to Belgium. We join Mr. 
Hambloch in the hope that continued representations to 
the Brazilian Government will eventually meet with 
success, and that British trade in the future will enjoy 
that equality of treatment which its long and honourable 
record in Brazil deserves. British capital is invested 
all over the country in railway, port, and other public 
utility services, and the British claim with regard to 
Customs treatment is reasonable and just. The forth- 
coming Centenary celebration, in conjunction with 
which an international exhibition is to be held at Rio, 
should be the occasion also of celebrating the settlement 
of this legitimate grievance. British hopes with regard 
to future trade relations with Brazil were encouraged 
by the visit of Brazilian delegates to this country several 
years ago, when, as will be remembered, they were taken 
on an elaborate industrial tour of the United Kingdom 
by the Federation of British Industries. 


Ir wil be remembered that the 
A Critical Task Schedule of Salaries for the technical 
for the District stafis of electricity undertakings, as 
Boards. agreed by the National Joint Board, 
applied only to undertakings of 1,000 
kW or over ; so the very small undertakings have hitherto 
been exempt from the operation of the schedule. Now, 
however, the National Board has been asked to bring 
them in under a modified form of this schedule. But 
it will be a very difficult, not to say delicate, task; if 
not conducted with the greatest judiciousness, it might 
even entail a crisis. The number of small undertakings 
in the country is in total fairly considerable, but owing 
to their small size, they have to be run on quite special 
lines—there is nothing of the standardisation common 
to the big undertakings. There is much cutting of the 
coat according to the cloth. Hence the proposal to 
standardise the salaries of the technical staffs, who are 
necessarily somewhat heterogeneous in qualifications, is 
not a hopeful one. 

The matter came before the National Board last week, 
when it was decided to obtain the views of the various 
District Boards as to whether or no they thought such 
a schedule should be considered. So far as the company 
undertakings affected are concerned, there is universal 
protest against any such schedule being brought for- 
ward. The District Boards have therefore a critical 


task since, if they recommend proceeding with. the 
schedule, there 1s some prospect of a serious disaffection 
which might imperil the whole stability of the National 
and District Boards. | 

On the other hand, whilst we doubt the feasibility of 
legislating for the smaller undertakings on rigid lines, 
the purpose of the proposal—namely, to ameliorate the 
working conditions and raise the salaries of the tech- 
nical staffs—has our warmest sympathy and support, 
and we trust that the question will be fully considered 
by the District Boards with this object in view. 


We are pleased to note the little red- 
covered booklet issued by the National 
Industrial Council for Electricity 
Supply, giving the names of members 
of the National Council and of the 
thirteen District Councils, together with a list of under- 
takings coming under their respective patronages. 
When it was suggested that the employers’ side 
should be increased from twelve to twenty-six members, 
it was argued that a Council of such a size would 
be unworkably ponderous; but the enlarged Council has 
now had a good trial, and has proved an unqualified 
success, and the misgivings as to unduly protracted 
meetings, when everybody would want to be talking, 
turn out to pe entirely unwarranted. The last meeting 
of the National Council, for instance, started well after 
lunch-time and closed by ''afternoon-tea " time, so no 
drawback has arisen in practice due to the full represen- 
tation secured by this increased roll of members. More- 
over, this closer link between the National Council and 
the District Councils ought to give more and more 
stability to the whole system ; and this cannot be built 
up too firmly, seeing how valuable these Councils have 
been in the past. ‘They have weathered the storms of 
industrial unrest, but smoother waters have often other, 
if different, dangers, and there should be no relaxation 
of effort to ensure permanently the maximum of stability 
and efficiency to the whole system. 


The National 
Industrial 
Council, 


ALMOST exactly 60 years ago Michael 
Faraday, with the inspiration of his 
lofty genius, sought for a connection 
between the magnetic field and the 
refrangibility of light. He failed— 
though he had 17 vears previously discovered the rota- 
tion of the plane of polarisation of light by a magnetic 
feld ; but his failure was due only to the inadequacy of 
his equipment, and 35 years later the effect for which 
he had sought was observed by the Dutch scientist, Dr. 
P. Zeeman, at Leyden, who succeeded in splitting the 
D пез in the spectrum of sodium by the application of 
a powerful magnetic field. 

An interesting phenomenon !—but surely of no prac- 
tical significance? 

On the contrary, this discovery was the key which 
unlocked the secret chambers of the atom. Zeeman’s 
countryman, Prof. H. A. Lorentz, was able to show that 
the phenomenon was due to the motion of electrons 
within the atom, and predicted further effects which 
were shortly afterwards observed. Our own fellow 
countryman, Sir Joseph Larmor, who had also been 
looking for such an effect, greatly developed the theory, 
which shows that the electrons revolve like satellites in 
regular orbits; when accelerated or retarded by the pre- 
sence of a magnetic field, the spinning electrons assume 
new frequencies, rsulting in a displacement of the lines 
in the spectrum. 

In Nature for January 19th, Sir Oliver Lodge, in a 
most interesting article, reviews a volume of Zeeman's 
collected papers, published to celebrate the 25th anni- 
versary of his discovery, that extremely important seed 
from which an immense harvest has already sprung, and 
the ultimate significance and fruitfulness of which can 
hardly be estimated. 

And be it remembered, with reverence, that the dis- 
covery was based on Faraday's very last experiment. 


Great Effects 
from Small 
Causes. 


e 
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PROBLEMS OF DISTRIBUTION. 


By 


W. В. BRADSHAW, 


Tur unprecedented demand for electricity during the 
last two years, coupled with the five years! hiatus in in- 
dustrial affairs caused by the war, is leading to many 
complications. Not the least are the problems of dis- 
tribution which have to be solved. While there шау 
b: a few fortunate undertakings with distributors and 
feeders of ample capacity, the majority are hard put to 
it to meet the demands made upon them. New mains 
are being laid as fast as possible, but at best they take 
a long time, and new consumers are tusistent. — We 
have now got to face the prospect of every house and 
shop installing electric lighting, heating, and power, 
instead of only comparatively isolated premises doing so. 

As a consequence it seems high tine we tackled the 
matter boldly with perfect confidence. in the future 
universal use of electricity. — In residential thorough- 
fares the size of distributor generally laid was in the 
neighbourhood of .1 sq. in., triple concentric or three- 


core. or possibly three single cables were laid. They may 


have been as large as .2 sq. in., but rarely more. 1 аш 
speaking purely of quiet residential thoroughfares. 

Such mains have sufficed in many cases for some 
twenty vears, so that the Judgment of the mains engi- 
neer was fairly sound. | 

What is the position now? Assuming the supply is 
100-volt, 3-wire, the capacity of the cable on one '' side ” 
is. for the larger distributor mentioned above, about 200 
atn peres. 

Taking a road at random of, say, 30 fairly large 
houses on each side, and leaving one side of the 3-wire 
svstem to deal with one side of the road, we shall have 
thirty consumers sharing 200 inperes, Zc., about T am- 
peres each. The periods of time when lighting and 
heating are switched on in private houses do not vary 
much, so we must allow for the load to be all on at one 
time. From personal experience 1 find there is not 
much comfort from any radiator consuming less than 
two units, ?.e., 10 amperes. One such radiator in each 
house without anything else will overload the main. If 
the latter is only .1 sq. in., it is hopelessly out of court, 
and if spare conduits have not been laid, the ground 
has all got to be opened again now or in the near future. 

Of course, such calculations are based on the prospect 
of everv house adopting electric heating and using it in 
the evening at the same tune. There 1з a great deal of 
uncertainty about the future of electric heating. largely 
on account of the cost. so that Tam inclined to favour in 
such districts the laying of .2 sq. in. mains, with two 
spare ducts for unforeseen demands, 

In small but thriving shopping areas the lighting 
load will be greater than in residential areas. A de- 
mand of 2.000 watts in a small shop for lighting is now 
frequent. In addition to this, small motors and radia- 
ters must be allowed for, so that .3 sq. in. distributors 
are the smallest that should be laid, together with two or 
more spare ducts. 

In the case of large emporiums which are now so fre- 
quent, the above distributor becomes hopelessly inade- 
quate, and l sq. in. distributors in some districts have 
Income overloaded, owing to the combination of power, 
liehting. and heating. What is to be done in such 
cases? We have the option of the following courses : — 

1. Increasing the size of the distributor, 

2. Laving several distributors. 

5. Risking the overload and having more feeding 
points. 

4. Using higher pressure. 

No. d. -This ean generally be ruled out for obvious 
reasons. 

No, 2.--This is generally impracticable nowadays, 
for reasons discussed later. 


No, 3.—This may frequently succeed in overcoming 
the difficulty, but depends largely on the amount of 
overload. 

No. 4.—This is a solution. which is rapidly being 
forced upon us. 1 think it will be agreed that the pres- 
sure of 700 volts for lighting is standard, sound, and 
cannot very easily be increased. Hitherto, very little 
heating has been connected at 400 volts, the lighting 
voltage usually being adopted. Given suitable design, 
1 am of opinion that £00-volt radiators аге a practical 
proposition, and in large installations would materially 
help the load problem. However, we bave still to take 
power into account, — "This has been supplied at 400 
volts when possible already. The present. three-wire 
mains obviously could not supply higher pressures for 
power and at the same time supply 200 volts for light- 
mg. The only solution seems to me to lie in the direc- 
tion of high-pressure mains for power purposes, re- 
taining the distributors to deal with lighting and sinall- 
power installations. ‘The obvious system ds three-phase. 
Lhe pressure is not so easily decided. The standard 
e.h.p. is now apparently 6.6000 volts for average 
undertakings. Unfortunately, this pressure involves 
the use of oil break switches and other paraphernalia. 
There are no objections to these in large power instal- 
lations where suitable sub-stations are provided, but 
where are we to draw the line? 

It is obvious that even a I sq. in. Lp. distributor will 
not take many consumers of 20 h.p. each. Assuming 
the current taken as LOO amperes each; as the safe load- 
ing of a 1 sq. in. cable is about ТӨӨ amperes, seven con- 
summers demanding 20 b.p. each would load up one dis- 
tributor, apart from the drop of pressure and C'R 
losses involved if the distributor is some distance from 
the source of supply. I am afraid, therefore, that lp. 
distributors are of no use for power supply of this size, 
always assuming the future general use of electricity. 

Neither do D. consider. it a business proposition, 
generally, to install a sub-station equipped with 6,600- 
volt switches and = transformers for installations of 
9C h.p. or thereabouts. An intermediate pressure of, 
say, 2.000 volts seems to be required, and in addition 
motors wound to run on 2,000 volts without stepping 
down. — Sub-statious on private property are almost 
always а bone of contention. Tf, therefore, it became 
standard practice to supply 2.000-volt motors of, sav, 
30 h.p. and upwards, the difhculty of sub-stations would 
be overcome. — The switching arrangements are quite 
simple, and with modern apparatus there should not be 
much danger of shock. 

Possibly, on consideration, it would not be any more 
difficult to supply the motors and apparatus at 6,600 
volts, and so keep to standard pressure, I am aware 
that motors for 10,000 volts are in use now, hut in sub- 
stations under skilled control and generally of large 
horse-power. 

For private consumers’ use more care would have to 
be taken to avoid accidents. In many ways the pres- 
sure of 2,000 volts is very convenient, and suitably de- 
signed fuses are adequate for control purposes, although 
ol-break switches are preferable. This is a matter, 
however, for the motor designers rather than the mains 
engineer. Of course, one seeks to avoid a multiplicity 
of pressures, involving, as it does, corresponding trans- 
forming apparatus. , | 

The fact remains that ordinary distributors ате 
rapidly becoming inadequate, and some wav must be 
found out of the difficulty. 

There is another reason. apart from loading. why 
matters are reaching a crisis. This consists in the 
limited eubteal contents of any ordinary pavement or 
Carrlaweway, above (No. 2) that we 
could Тау more distributors as a solution of present 
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overloading. Unfortunately, mains engineers, both 
electric and gas, are coming to the conclusion that in 
many roads there is no more room for anything fur- 
ther to be laid. — The congestion in many places is 
awful. — The distributors are naturally laid wherever 
possible in the footway, otherwise the road has to be 
opened for every service or for repairs. 

Footpaths vary from 3 ft. to 14 ft. in width. The 
average is from 6 to 8 ft. In that space, at a depth 
not usually exceeding 3 ft., are crowded, in apparent 
and often very real chaos, mains for electricity, gas, 
water, and telephones. 

Each undertaking tries to get as shallow as possible, 
for obvious reasons, and the *' early bird " on a new 
footpath generally selects his position regardless of 
what is to come later. The matter gets rapidly worse 
when feeders and spare pipes, as well as distributors, 
have to be laid down the same road. The final result 
is the rather absurd predicament of being limited in 
our electrical development by the cubical capacity of the 
thoroughfares. The matter is really serious in the 
proximity of power stations and sub-stations, where 
dozens of cables and ducts have got to be packed in 
somewhere. 

It will therefore be recognised, 1 think, that we can- 
not go on laying cable after cable just as the load re- 
quires. In many districts, even now, it is a physical 
impossibility to get any more cables down without going 
underneath evervthing else, and consequently into an 
Inaccessible position. 

To add to the present chaos, the G.P.O. is now laying 
mains in thoroughfares not hitherto touched by it, and, 
moreover, at a depth of only szz taches below the surface. 

In addition to that, we must not forget the telephone 
service boxes, electric service boxes, gas services, man- 
holes, watercocks, &c., which have all to be buried some- 
where under the footpath. Moreover, in many roads 
containing old property, there аге frequently cellars 
under the footpaths, which in some cases extend to the 
kerb and in others even under the roadway. 

The difficulty has been overcome in the case of tho- 
rouchfares such as Kingsway, Shaftesbury Avenue, &c.. 
where there are subways under roads and footpaths. 
In Kingsway the subway reaches to the building line, 
and a new service merely has to be taken through the 
wall of the building. All cables, gas pipes, &e., are 


neatly cleated up in these subways, but a walk through 
one of them will make one realise what a conglomeration 
of '' works ” is buried under most London streets. 

It seems to me that the subway system will ultimately 
have to be extended to all important thoroughfares. In 
the meantime we must put up with the chaos und the 
“ bodged-up 7? jobs which have to be made оп account 
uf the congestion. 

One envies the engineers whose districts permit of the 
beautiful straight runs of ducts and cables one sees 
so often depicted in cable makers’ advertisements. I 
should be loath to exhibit in photographs most or my 
cable runs, as I am only too glad to get the ground 
filled in quickly and the whole disgusting mess put out 
of sight. 

The time has come now for experts of electric, gas, 
and telephone undertakings to put their heads together 
tu evolve some sort of order out of the muddle, instead 
of sending notices ‘ three days " and “monthly,” not 
to mention ‘‘emergency,’’ that they are going to do 
this, that, and the other, regardless of the already over- 
crowded subsoil. 

Notices have just been received from the G.P.O. engi- 
neers that thev are going to lay cables, troughs, and 
what-not in many footpaths which are practically im- 
passable eight inches under the surface. Zheir solu- 
tion is to lay them six inches under the surface, their 


service boxes resting, 1 presume, upon the cables already 


there. 1 have just unearthed a lead-covered telephone 
cable less than six inches under the surface, with no 
protection whatever. a splendid result of twenty or 
thirty years’ experience in cable-laving. Many engi- 
neers know the whereabouts of tons of copper Iving 
absolutely idle under London streets, because the cable 
has broken down and cannot be got at. 

Now the load is rising by leaps and bounds, and more 
and more cables have got to be rushed in—rushed in, 
moreover, Without time to think of the best wav of 
dealing with the load and without worrving much about 
future compleations. The time is ripe for a little stan- 
dardisation iu these matters, and the question of sub- 
ways should be seriously considered. The sugeestion, 
also, of cutting out all low-pressure consumers under 
30 horse-power and supplying high-pressure current 
direct to their motors, is one which is bound to come 
sooner or later. and the sooner the better. 


AN ELECTRICALLY-DRIVEN 


WINDER. 


REFERRING to the recent article by Mr. Williams-Ellis 
on ‘ Electricity in Mines," reviewing the electrical side 
of some large winders, including the Great Western 
Cos Cwm Colliery winder, we are now able to publish 
the mechanical details of this specially interesting gear, 
which was manufactured by The Fraser & Chalmers 
Engineering Works, of Erith, Kent. 

It may be repeated that the drive consists of two 
1.300/2,700 h.p. direct-current motors operating on the 
Ward-Leonard eontrol system, directly coupled one on 
either end of the drum shaft; the output is 360 tons of 
coal per hour from a vertical depth of 2,250 ft., and 
the winder has to make 30 trips during this period, 
giving a net coal load per wind of 12 tons. 

A special design of winding drum was necessary to 
permit of employing a double drum, on account of the 
pit-head sheaves being exceptionally wide apart, viz., 
9 ft. 10 in. To fulfil these conditions, a double 
cylindro-conical drum, 12 to 13 ft. on the small dia- 
meter, rising to 18 ft. full, was decided upon, with the 
small diameters at the centre of the drum, contrary to 
the usual practice of increasing from the outer cheeks 
to the centre. Further, to reduce the overall width of 
the drum and to have a permissible lead for the ropes, a 
double laver of rope is provided for on the 19-ft. dia- 
meter portion of the drum, stepped up from the first to 


the second layer by means of a cam cast on the drum 
ends. 

The following are the main working conditions : — 

Depth of shaft, 2.250 ft. 

Weight of coal per wind, 26,900 1b. = 12 tons. 

Weight of each cage and chains, 27.500 Ib. 

Weight of each tram, 1,200 1. 

Nuinber of trams per cage, 8. 

Weight of rope (unbalanced), 18,700 lb. 

Maximum r.p.m,. of motor, 29. 

Maximum rope speed, 28.6 ft. per sec. 

Distribution of ropes:— 

Three dead coils in pocket. 

One dead coil in 12-ft. diameter groove. 

Five live coils on 12-ft. to 13-ft. cone. 

Three live coils on 13-ft. to 13-ft. cone. 

21 live coils on 18-ft. parallel part. 

12.4 live coils overlap 18 ft. 44 in. diameter. 

The special type of the drum necessitated cast-iron 
construetion throughout, although the design adopted 
added very little to the mass weight compared with the 
usual construction of built-up drums, with mild steel 
shell plates, stiffening angles, tees, &c., and the scroll 
riveted to the cone sections. 

A double starting cone is provided bv a uniform rise 
between the 12-ft. and 13-ft. diameters, which carries 
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approximately 193 ft. of working rope, and the steep 
coned section rising from 13 ft. to 1X ft. in three coils, 
it being so designed that angular acceleration practi- 
cally ceases before the rope commences the latter climb. 
The drum is grooved throughout, the grooves being 
machine-cut on the 12-ft. to 13-ft. aud the 18-ft. dia- 


R1 
К Е С 
Б 


Fie. 1.—CyLinpro-conicaAL DRUM, UNDER CONSTRUCTION. 


meter sections, while the spiral on the steep cone be- 
13. It. and IS ft. was matchine-moulded in the 
casting. 


iweeli 


The d runi Is built up in three massive spiders or 
cheeks. east in halves, the two outer ones being desioned 
also te fori the brake paths, while the middle sections 
acr 3 3 support for the drum at its iss hep fA The shell 


BiG 3.—(GENERAI 


i; reinforced internally by circumferential ribs, and 
the whole drum Is braced bv tie-rods from end to end. 
The brake paths, formed by the outer cheeks, are fitted 
with a liner of steel plate ventilated from the underside 
by means of holes in the rims, so as to prevent the heat 
generated by the braking from extending to the drum 
cheeks. 

The specification called for 450 ft. of spare rope which 
is carried inside the drum on two reels running loose on 


the drum shaft, provided with a means of securely 
clamping them to the drum cheeks during winding. The 
reels are fitted with a worm wheel and ratchet operating 
gear, во as to “ pay-out " or "'take-up "" rope, giving 
very close adjustment. 

Double post brakes are applied on each side of the 
drums with Messrs. Fraser & system of 
‘take-up " gear for automatic adjustinent to compen- 
sate for wear on the brake blocks, so that the relative 
position of the brake lever always corresponds exactly 
with the same amount of braking load. The brake 
engine is of the weight-loaded type witlt floating lever 
and cataract cylinders, of the Fraser & Chalmers stand- 
ard design, operated by compressed air. Braking is ap- 
plied through a spring permitting graduated pressure 
from minimum to maximum, compressed air releasing 
the brake pressure. 


Chalmers’s 


The whole of the mechanical portions were designed 
and manufactured by The Fraser & Chalmers Engineer- 
ing Works (proprietors, the General Electric Co., Ltd.), 
of Erith, Kent, to the specification of Mr. Hooghwinkel, 
consulting engineer. This firm’s extensive experience 
both of winders and the 
electric winders, is well known 
throughout all the principal mining fields, and since 
the company’s assoclat lon with the General Electric Gos 
Ltd., it is interesting to note that the combination places 
it in the unique position of being able to contract for 
complete steam or electric 


in the manufacture steal 


mechanical side of 


winders produced by the one 


organisation. 


THE TRUE STORY OF AN 
FUSE-BOX. 


INACCESSIBLE 


By "VOLTMAN." 


ONE wouders why the man vV advantages of domestic elec- 
trieitv available to the ordinary suburban resident 
should be all too frequently marred by glaring defects 
m the veneral planning of the installation work. The 
\\ riter, for one, 


often. wonders what © grade ° of brains 
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can have been responsible for the placing of certain 
switches, fuses, and wall plugs—worse than СЗ intelli- 
vence surely! Take the instance of the all-important 
the writer came across a case which was 
an excellent example of sheer want of common sense on 
the part of some one in positioning the fuse box. The 
house in question is by no means of the cheap, mush- 
room-growth type of villa, but is a large, well-built up- 
to-date house. In the former one might, in the natural 


branch fuses: 
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order of things, expect to find some cheap and nasty, 
as well as thoughtless, electrical work. One night re- 
cently someone in the liouse, whilst putting a new lamp 
into a pendant obligingly produced a ** short," and, 
blowing the circuit fuse, put a large part of the house 
in darkness. Incidentally, it was found later that the 
t Hexible " was poor stuff and quite perished, so that 
the insulation was merely nominal. 

Well, it is strange but true, that no one in the house 
knew where the fuse box was located or had ever heard 
of it. The writer, knowing from painful experience 
that a fuse box, like hidden treasure, may be found in 
a most unlikely place, began a tour of discovery with a 
candle. Luckily, a chance hint from a maid that she 
had seen “fa lot of them little china knob things ’’ be- 
hind the hot-water cistern in the scullery, put one on 
a hot” scent. Yes, sure enough there were the china 
knobs—ten of them—in an utterly inaccessible and 
absurd position in а corner near the ceiling partly 
hidden by culinary impedimenta. To get at the box 
a call had to be made for a step-ladder, the largest 
available. Incidentally, in vetting it the maid nearly 
fell over the dog, the howls of which added to the 
domestic confusion. Up amid dust and grime the 
writer struggled to get at the fuse. Which of the ten 
china knobs was the “‘ wanted "" one? Like ‘* put-and- 
take," vou never know your luck. Balancing peril- 
ously on the top step, candle in the left hand, the other 
removed eight knobs before finding one with a tell-tale 
patch of black. inside indicating a blown fuse. Now 
for some fuse wire and a screwdriver. Alas, fuse wire 
was unheard of. There were screwdrivers, but again, 
alas, these proved to be of the very robust sort used 
solely by amateur gardeners in spring time to dig up 
weeds with. 

One can get along fairly well with the time-honoured 
expedient of a hair pin in lieu of fuse wire, but in this 
сазе one luckily got nearer the real thing with a piece 
of wire from a soda-water bottle! 

The screws were horribly tight, and in using the back 
edge of a penknife blade a piece promptly snapped off. 
With half a blade the wire was at last fixed firmly under 
the serew-heads. Before this happy result was attained 
a nasty ‘tickling ’’ indicated that the screws were 
“alive.” Some one kindly volunteered to dash up- 
stairs and switeh off, with the result that a minor 
casualty occurred in the knocking over of a pedestal 
and fern-pot located in an angle on the staircase. 

All's well that ends well, and the writer, grimy and 
perspiring, left hand encrusted with paraffin wax from 
the candle, descended to earth knowing well, however, 
that he had to do the job over again with a bit of real 
fuse wire! | 

The moral of this story would seem to be in the hope 
that some day the plumbers, ironmongers, and was- 
fitters will get back to their rightful jobs and leave elec- 
trical jobs to those who understand them and who really 
will place domestic electrical fittings where common 
sense indicates. Then we shall have fuse boxes put 1n 
really accessible positions with a plan of the house- 
wiring and respective fuses all neatly pasted inside. 
Wall sockets will not be put close to the floor, where the 
cover inevitably gets broken with the sweeping brush. 
Switches and other things electrical will surely not be 
put in the dark recesses- of the “S mystery’? cupboard 
under the staircase, where the unfortunate householder 
vets a bad bump on the head if he dares to investigate ! 


London Electrical Engineers.—The L.E.E. Old Com- 
rades' Association is holding a Bohemian concert. at. Bridge 
House Hotel. London Bridge, on February. Vith; admission 
by membership card.—The 24/26 L,,A.8.8. Company is holding 
its annual dinner on February 23rd at Bridge House. Hotel ; 
tickets 7s. each from Mr. E. A. Wilson, З, Lombard Street, 
E.C.3.— No. 4 (Newhaven) Company's annual dinner is being 
held at. Anderton's Hotel; Fleet Street. on March Isth: tickets, 
price 6s. each. from Mr. G. H. Cannon, ЗІЗ, Fore Street, 
Edmonton, N.9. 


TIME STUDIES AND MACHINERY. 
By MARY GWYNNE HOWELL. 


THe value of mechanical household appliances ах time- 
savers as Well as labour-savers should not be under- 
estimated, since "spare time " is to the over-worked 
housewife a rare and precious thing. 

Where 1t can be proved to her that mechanical helps 
will not only do better work, but that they will do it iu 
less time than she could do it by hand, the housewife ts 
likely to be much impressed. 

That electrical appliances accomplish. the work 
quickly as well as efficiently can be proved from the 
following time studies made on consecutive days under 
identical conditions:— 


€ 


Time Stupy I.—WasuiNcG Up. 


Bu hand. 1. Collecting and scrapiny 6 minutes 
30 crocks 2, Washing and drying the silver Ao 3 
and table 3. Washing and rinsing crockery 8, 
silver. 4. Drying 6 . 
Total time 25 minutes. 


By mcaus of an electric washing-up machine, properly con- 
nected with the plumbing :— . 
1. Collecting and scraping 
2. Washing and rinsiny crockery and 
silver {бо ж 
The crocks drain in the machine baskets. and do 
not need hand-work. ———- - 
Total time 13 minutes. 
Time saved per op:ration 12 minutes. 
" ee 1 day 36 y 
» "n „ week 4 hrs. 12 a 


Time Stupy II.—CLEANING CARPETS. 


1. Sprinkling floor surfaces withdamp 24 minutes. 
tea Jeaves 


6 minutes. 


By hand, 
Two carpets 


and two 2. Sweeping carpets with а stiff broom 17  .. 
rugs. 3. Gathering up dust with brush and 4} ,, 
pan 
4. Sweeping rugs with ehort stiff 6 ,, 
brush -— - 


Total time 30 minutes 


With Electric Suction Cleaner. 


1. Cleaning carpeta ... in ... 15 minutes 
2. Cleaning rugs bes T hes о 


Total.time 21 minutes. 
Time saved per operation 9 minutes. 
A D „ week (3 times) 27 т 
N.B.— The more carpets and rugs there are to be cleaned in a 
house. the greater the proportion of time which can be saved by 
using a suction cleaner. 


TIME STUDY III.-—WaAsinriNG CLOTHES, 


Bu hand, 1. Preparing tubs, &c. sf ida 6 minutes. 
Bed and 2. Washing white clothes | hr. 8 m. 
body linen 3. Rinsing same es W ‚.. 22 minutes. 
for family +4. Washing woollens... n ze 20. 
of five. 5. Rinsing same : UN - 17. 

6. Washing " coloured " items TEM 2 


7. Rinsing same Vas sus wx Ee у 
8. Rinsing and bluiny "whites" — 30  ,, 
after boiling 


9. Wrinrinr or mangling... "D oe 

t Total time J hrs. 46 m. 
With an Electric, Washing Machine :— 

1. Preparing machine Vu n 5 minutes 

2. Washing " whites ` bx pe- 9 „ 

3. Wringing by machine  ... s a uw 

4. Washing flannels ... s ыу ИЕ" 

o9. Wringing ... ЕЯ d e D. xx 

'6. Washing " colours," «c. ... nac UD ж 

т. Wringing ue "Vs ou Do x 

8. Rinsing ' whites" in machine .. Ó да 

9. Bluing " whites” in tub... Ju l0 ay 

10. Rinsing © colours " in machine ... oy 

11. Rinsing flannels ... ba or D^ us 


12. Wringing ... S "P sec. dde E 


Tota] time 1 hr. 41 m. 
Time saved per wash day. 2 hours 5 minutes. 

is » oy year, 108 hours 20 minutes. 

With the smaller devices, such as a toaster, utility 
motor, &c.. the whole of the time that would be expended 
on hand work in making toast, beating eggs, shipping 
cream, polishing silver, &c., is saved, since the worker 
is able to proceed with other work while the machine 1s 
operating. This applies to some extent to the use of 
an eleetrie washing machine, which does not need atten- 
tion during a 15-minutes’ wash, 
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THE UTILISATION OF WASTE HEAT. 


By H. M. SAYERS. 


Tug joint discussion by the Institutions of Electrical 
aud deating and Ventilating Engineers on January 
oth was remarkable for the tacit admission of the 
majority of the speakers, and the definite statement of 
опе of them, that the ^" waste” heat from modern 
generating machinery is in such a degraded. form that 
it 1х useless for апу purpose. 

From this premise it was argued that electrical 
generating methods must be altered so that the heat is 
rejected at a higher temperature, which, of course, 
means that plant of lower efficieney must be used and 
the eleetrical energy made a by-product of central heat- 
Ing stations. Strangely enough the electrical engineers 
who contributed to the discussion, with the marked ex- 
ception of Colonel Crompton, seemed te accept this argu- 
ment quite tamely, though to carry it out in practice 
would amount to a complete volte face and an admission 
that all the efforts of the last thirty vears to Improve 
the efficiency of generating stations have only been steps 
alone а blind alley. It is impossible to accept this as 
the considered opinion of electrical engineers, and it 
nav be hoped that there will be a strong expression of 
a quite different view. [f the discussion. had peen 
thrown open to the meeting this would have been made 
apparent. Fortunately the Reports of the Coal Con- 
servation and Electric Power Supply Committees are on 
record to refute the advocates of such a retrograde poliev. 

But it is not true that the low-temperaiure heat re- 
jected from modern generating stations 15 useless. On 
the contrary, it is in a form which is most suitable for 
stimulating plant life, that form of Nature's activity on 
which all other life depends. In this climate, at any 
rate, circulating water at a temperature of 80? to 90° 
К. has great potential value. The e@lass-houses of 
Worthing and other distriets which give good commer- 
cial returns are mostly warmed by waterpipes at about 
such temperatures. 

But there are other ways of using the water to foster 
cultivation requiring no buildings, and possibly giving 
a larger return on the capital expenditure, One way 
is to маги the soil by a gridiron of buried pipes. It is 
well Known that the elevation of soil temperature by 
а very few degrees has an immensely beneficial effect on 
the growth, bulk, and early maturity of the crops grown 
on it. Instances of this can be seen in many places 
where condenser discharge pipes are carried under culti- 
vated land. Against the cost of the gridiron of pipes 
there would be a saving in the cost of cooling towers. 

Another method, suitable where cooling towers are 
not needed, is warm irrigation. This, of course, would 
only suit some crops. | 

The benefits of warming the soil would be many. The 
interruption of germination and growth by winter frost, 
and the damage by the frosts of spring nights would be 
eliminated. Quite probably fruit orchards could be 
protected. from frost damage at their most susceptible 
Mage by а very moderate muount of warming. Double 
and treble crops could be grown. 

The most economical and fruitful way of utilising 
this rejected heat can only be ascertained by trials of the 
various methods applied to different crops, and will no 
doubt vary in different localities. The price obtainable 
tor early vegetables and fruits, and the rents paid for 
land naturally warmed and protected on which. such 
things are grown, suggest that a very appreciable return 
сап be obtained from the warm water of a generating 
station applied to these purposes. It may even prove 
possible to make a material addition to our home-grown 
food supplies on commercial lines. 

There are many stations adjacent to cultivated land 
where trials could be made at small expense. There are 
sone in the London suburbs with market gardens around 
them, and it should not be difficult or expensive to 


arrange for trials which will indicate within a vear or 
two the most promising line to take. 

It may be that the best return will be given by 
forcing for early crops; it may be that it will pay 
to grow things which cannot be relied upon to ripen 
in this country under natural conditions ; И may even 
pay to apply the forcing to staple crops. 

There have been reports that it is possible to increase 
crops in class-houses by passing through the houses the 
products of combustion from boiler furnaces, cooled, 
diluted, and screened. The greater supply of CO, fur- 
nishes the plants with their essenctal food, and in this 
wav the fuel is regenerated, of course, by the agency of 
lieht and chlorophyll. Whether this would give a com- 
mercial return on the cost of the necessary duets and 
screens can only, be found by experiment. Warining 
with condensing water and feeding with CO, from the 
boilers is an attractive scheme. 

It is surely better to try to use the by-product of an 
economical station than to turn our backs on what we 
have done. 

It will at once appear that 1£ this kind of utilisation 
of waste heat succeeds there will be a greater choice of 
location of large generating stations, The other line, 
trving to sell heat at higher temperatures, restricts the 
ceonomical sites, for the range of distribution of steam 
or hot water is short, and stations would. have to be 
put where the demand exists, which will usually be 
where land is dear and the transport of fuel and ashes 
troublesome and expensive, 

And it may be added that the distribution of heat by 
steam or hot-water mains in our cities will be enor- 
mously expensive and difficult. People who talk of 
doing this in London cannot have seen the ‘guts of a 
London street. As to subways, well, somewhere about 
the depth of the tube railways they may be practicable. 
That special legislation would be necessary to authorise 
such mains is another detail of importance. 

It may be further suggested that this line of progress 
is not antagonistic to working for the development. of 
the internal-combustion motor. At present it does not 
seem that such motors ean compete with turbine plant 
on a large seale. But even if they can be developed to 
that stage, there will be low-grade heat rejected in cool- 
ing water and products of combustion available for 
culture. This, however, is for the future, when, perhaps, 
we shall deal with our coal on completely scientific lines, 
utilising it to the best advantage all round. [t seems 
safe to prophesy that in that ease food production will 
be one of the methods of utilisation of the ** serap ” 
energy, 


The Russian Peasant’s Belief in Electricity.—l:ven in the 
outlying districts of the country, says a Russian Journal, the 
peasant has assimilated the idea, previously strange to him, 
that only electricity can take the place of the insufficiency 
of labour. and reduce the demand on hand labour in agricul- 
ture. Progress has already been made in that direction, The 
Petrograd factories have already produced, and continue. to 
produce, electric motors and capstans, and the Briansk fac- 
tory is making electric ploughs. Electric ploughs will be 
chietly employed in large areas in the sugar beet growing dis- 
triets, where deep ploughing is required. Electric power will 
be used in threshing grain. Only last year тапу peasants, 
having seen how electricity lightens labour's task at thresh- 
ing, petitioned the agricultural authorities to send electric 
motors to their districts. At present the Agricultural De- 
partment is organising thirty electrical stations for threshing 
grain, of which eighteen have already been working. Elee- 
tricity is intended to play a great part in reclamung land, 
including irrigation, stubbing, draining, е. Meantime the 
Agricultural Department is working out a network of small 
stations for various sizes of villages, and? in some places. pro- 
gress can already be noted. A station is being constructed 
in the Kostrom Government for a collection of 43. villages. 
A considerable number of drying factories for vegetables, &c., 
is already furnished with electric power. : 
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THE SOUTH-EAST 


The 


THE inguiry into the. scheme submitted by the South-East 
Lancashire Electricity Committee for improving the existing 
organisation for the suppty of electricity by the establishment 
at a Jomt Advisory Board was begun at the Manchester Lown 
Hall on January atth, and occupied. three days." The Com- 
missioners Were Sir John Snell ош Sir Harry Налага, 
Mr. H. Booth and Mr. W. H, Lackie, and they were accom- 
panied by Mr. 4. М. Hudson, legal adviser, and Mr. D. S. 
Cumberlege. Mr. W. E. Lyldesley Jones, K.C., and Mr. C. E 
Burgis appeared as counsel ter the promoters, Mr, d. Eastham 
represented the Stalybridge, Hyde, Mossley and Dukinfietd 
qranmwayvs and. Electricity Board, and the Uist of appearances 
included. 609. other local authortes or compares allectea by 
the scheme. 

Mr. LYLbeEsSLEY JONES stated that Manchester was the centre 
of the area under consideration. Broadiy speaking, the prin- 
ciple was to utilise the existing stations, and the engineers had 
made suggestions which involved. the extension ot some 
stations and the construction ol new ones, [n a few instances 
à staton Was to be shut down and a butk supply given. One 
dithiculty was that it was not aiWwaves casy to tinda a росе natural 
water supply for condensing purposes. the Manchester Ship 
Canal Co. must necessarily be conservative about the water of 
the canal, and though it had sanctioned the use of it for the 
new Barton station of the Manchester Corporation, the quan- 
Шу was Innited. “Phe scheme constituting the Board had been 
approved by every authorised undertaker in the district with 
the exception of the Stalybridge Board, whose undertakmge 
generated about 64 per cent. of the total number of kWh 
generated in the whole district. Local authorities. represent- 
ing 93 per cent. of the rateable value had approved, one autho- 


rity decided to take no action, while four authorities, Staly- 
bridge, Hyde, Mossley and Dukinfield, along with a fifth, 


Bredbury and Romiley, dissented. Salford and Stratford had 
passed resolutions which, while supporting the scheine, 
favoured the establishinent in. the future of a joint electricity 
authority, but Oldham had expressed a strong adverse view 
on that point, which was held by almost everybody affected 
: by the scheme. The South-East Lancashire Electricity Board's 
48 representatives would be nominated by the constituent 
authorities. Manchester would have five; seven county 
boroughs two each; five municipal boroughs one each; nine 
urban district councils one each; the Vanenshire Electric 
Power Co., two; the Stalybridge Board (if it came in), two; 
four other companies, one each; 36 local authorities of areas 
in which there were authorised undertakers other {һап the 
local authorities were to appoint four representatives; 86 local 
authorities Glo areas in which no provisional order or special 
Act (other thin the Lancashire Electric Power Co.'s Act) was 
in force were to appoint two representatives; the railway com- 
panies were to appoint one. ‘Lhe Engineering Advisory. Coni- 
mittee would consist. cf. engineers, appointet by the under- 
takers proportionately to the number of kWh sold, and. the 
members of that committee would be entitled to take part 1 
the proceedings at meetings of the Board, but not to vote. 

The functions of the Board were defined as follows :—The 
constituent authorities would submit to the Board plans and 
estimates of cost of any extensions or alterations affecting the 
plant capacity of a generating station, the extension or altera- 
tion of main transmission lines, the construction of a new 
generating station. The Board would have before it all the 
data with reference to the supply of electricity in the district, 
and might formulate alternative proposals more conducive. to 
the interests of the district as a whole. Any recommendation 
made by the Board would go to the constituent authority con- 
cerned, and if the constituent authority did not agree, the 
matter would be placed before the Comunisstoners, who would 
be asked to exercise such powers as they had to ensure the 
carrying out of the reccinmendation. 

Mr. BoorH : We have no power when people do appeal to 
us, except under Section 19. 

Mr. TY LESLEY JONES replied that the authority would have 
to ask the Cominissioners! permission under Section 11 for the 
extension of a gener; iting station, and they would not have 
much chance of success in carrying out proposals which went 
counter to the considered opinion of the Borrd and the Com- 
missioners. In that way the Board was able to exert. pres- 
sure, though it had not legal coercive powers. A constituent 
authority must attach importance to the recommendations of 
the Board: they would, in fact, be operative, though they 
could not be enforced legally. 

The CHAIRMAN: If we are legally advised that we can pro- 
perly include the terms of Section 19 in an order establishing 
this proposed Board, with additional words so as not to be 
limited in time, your clients would approve and would sub- 
scribe to such a provision ? 

Mr. TYLDESLEY JONES: Yes. Continuing his explanation of 
the scheme, Mr. Tvldesley Jones stated that the expenditure 
of the Board was estimated at about £5,000 a vear, and would 
be met by contributions from the CORPO HOM authorities. It 
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was proposed to adopt the area delimited by the Cormnis- 
Kopers, witht the ontisstolt ot ушин and Plavaock, Which had 
been transterred to the Mersey dastrict. On the other nand, 
the urban districts ob Dolington, Buxton and Chapel-en-le- 


ёгын Qn. part), Maeclesnela diurai deistrict,  Macclestield 
Municipal borough, New Mills, ana Yearasiey-cuni-M Daley, 
Hayneid and Distey desited to be шине an. the area. 


Alderman Wood. DAGNALL, Chagrin ol tne atanchester 
Меле у Committee, Was the dst witness called. and said 
the scheme Was on a Voluntary Dams, and Was Only. possible 
With the goodwili and co-operation of ail the undertakers. ОП 
the Comiiisstoners fated not dustructed or invited them to draw 
up а scheme, he did not think the present one would have 
been 1n existence, 

Mr. 5. L. Pearce, the chief engineer and general manager of 
the electricity supply departinent of the Manchester Corpora- 
tion, said there were п the district 26 generating stations 
owned by 2b authorised undertakers; seven authorised under- 
takers had no generating station. Many of the stations were 
now coupled up, and the nenn pressures varied fron 10,000 to 
5,000. volts. En the year 10-0. the coal consuniption of the 


extsting generating stations was 142 tb. per кууп. Ahe plant 
Capacity was 205,203. KW, and the залап demand was 
ім. KAN , Бети 62.6 per cent, leaving a reserve of 47.4 per 


cent. night new capital stations Were im course of erection or 
proposed to be erected. the total plant сарасцу—аххшшин the 
sites to be fully. utilised-—bemg 012,000. kW af natural water 
was used, and an additional 210,600 kW with water coolers. 
The Barton station of the Manchester Corporation апа the 
Agecrott (or Pendle Ригу) station of the Saltord Corporation 
were Jn course of erection, and it was anticipated that by the 


end of this year a supply would be available from Barton. 
the Oldham Corporation, the Stalybridge Board, and the 


Wigan Corporation had definitely chosen sites for new stations, 
but no reliable date could be given as to when supplies would 
be available, The slump in trade had a material bearing upon 
the question, Plains had been prepared. by the Lancashire 


rdectiic Power Co. and the Manchester Corporation for new 
stations at Kearsley and Carrington respectively, and the 
Stockport Corporation was considering a site at Cheadle. The 


engineers. (who included Mr. €. D. faite, of the Lancashire 
Power Co., Mr. Watson, of Bury, and himself) believed pon 
sites Were the most. suitable for dealing with the district. i 

a whole. It was quite impossible to avoid the use of ae 
towers at some of those stations, because away from the west 
or south-west portion of the area there was no Water 
supply of considerable magnitude. The alternative would be 
to group all the capital stations to the west and south-west and 
transnit at high pressure over very long lines. That would 
be mere costly, and was not feasible. ‘There were Himitations 
of distance over which one could economically transmit. At 
Wigan the enormous volume of water in submerged colhery 
Workings was available. The load factor, owing principally to 
reducticn in the working hours, would not he much higher 
for the whole vear than about 30 per cent. The maximum 
demand in 1925-26 had been estimated at 432.280, and in 
1920-31 at 043,730 kW. The slump in trade would certainty 
affect the former figure; there would be a time lag of from 
12 to IS months. The figures for 1930-31. might he: кпи 
allected ; it depended on the recovery of industry. 

Assuming the various stations were developed individually 
without re нага to a scheme, it was originally estimated that: 
In 1925-26. In 1930-31. 
L067 886 40) 1,618,061,200 
2.114 2.4032] 

2 257 800,380. 3,290,001 4000 


kWh generated 

Average Ib. of coal per kWh 
Total coal consumption (in. lb.) ... 
Total capital outhiv £5,233 ,500 £6,787 SW 


But taking into account the fall m prices, the capital cost 
would be reduced to about £6.876,800 for the first. period and 
£5,430,000 for the second period. 


Continuing his evidence on January Usth, Mr. Pearce gave 
the corresponding figures. for development as outlined in the 
scheme :— 

In 1925-26, 
1 Отт то, OS 

2 OD 


In 1930-3]. 
1,637,555 20. 
1.96 
2,2134 76,480. 3,200,722, 780 
£680] 8380 £6,284 650 


Taking inte account the fall in prices, the capital outlay was 
reduced to £5,578,514 and £5,027. 720, 

The witness added that during the first period. there would 
he a saving in coal consumption. of 13.510 tons per annum at 
£] per ton, and the saving on capital charges would be £31,553, 
а total of £103.423 per annum. [n the second period, the 
saving on coal was estimated at £24,208 per annum, and there 
would be a further saving in capital charges of £34.193. Add- 
ing the saving on capital in the first. pericd. the ultimate 
saving was £153,344 per annum. There. weuld also be a 
saving in labour—in running costs—which was roughly esti- 
mated at £10,000 a vear. Against that, certain items of ex- 


kWh generated x 

Average Ib. of coal per kW h 
Total coal consumption (in 1b.) 
Total capital outlay 
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penditure would be increased ; for instance, the maintenance of 
trunk mains might involve an increase of about 42,000 a year. 

At Barton the maximum capacity was 125,000 kW, but in 
the first period it would not exceed 75,000. The prime con- 
sideration was the supply of water for condensine purposes, 
and possibly the Manchester Ship Canal Co. wowo be unable 
w sinction the use of more water than would suflice for that 
aunonnt. ‘the additional 50,000 kW could be provided by mak: 
Ing use of Water from the Davyhuline sewage works, but thes 
шн decide to go to Carrington, where there was ample 
water and ample coal. "Phe total capacity of the proposed 
new stations was 755,0Q00"KW, but only a portion of that would 
be required te meet the ultimate demand during the ten years 
to which the tables applied. 

Еш stations would be shut down when arrangements 
coula be made tor furnishing supplies to the areas they now 
served. The Alderley Edge und Altrincham stations were to 
be retained, because of their geographical position, and exten- 
sonis Of 2900 and 0,000 kW were contemplated thereat. © Addimg 
lor the extensions at Ashton, Bolton, Bury (Chamber Hall), 
Radcliffe (Outwood), Stockport and Wigan, 72,000 KW, the 
total plant capacity of the extended stations by 1925-26 would 
ое 235,142 KW. A certain amount of plant would be scrapped 
as uneconomic, but at the end of the nrst period there would 
he available 622,175 KW to meet a maximum estimated demand 
af 432,230 kW. By the end of the second period 1930-31 the 
pant capacity would be 894,075 kW, and the maximum demand 
was estimated at 643,730 kW. After 193] a new station would 
be required in the neighbourhood of Rochdale to meet the local 
requirements. ‘he supply would be given on the three-phase 
we. system, the standard frequency being 50 cycles per second. 
At Aitrincham the present supply was on the a.c. (L and 2 
phase) svstem, the frequency being S0 cycles per second. 
Future extensions in the Altrincham district should be on the 
standard periodicity of 50, which could be effectively carried 
eut. Ihe Stalybridge engineer. had estimated that i would 
cost £400,000 to change that undertaking from the present 40 
to the standard periodicity of 50. ‘That amount would now be 
reduced through the fall in prices, but the engineers who had 
prepared this scheme felt that it would not benetit Stalybridge, 
or any other undertaker, to incur that expenditure. In the 
future, however, there would be a very substantial addition 
to the power demand in that area, and 16 would pay to install 
frequency changers so as to couple up with the rest of the dis- 
tret. Stalybriadge was not likely to become standard with the 
rest of the district, and the area over which the non-standard 
frequency existed should not be further extended. 

The amalgamated L. & N.W. and ],. & Y. railway systems 
had a generating station at Clifton, which could deal with all 
the present requirements cf their undertaking, but further 
rilbway electrification would lead to a very substantial demand. 
The definite proposal to electrify the Manchester-Oldham Hne 
would increase the demand upon Clifton from 3,500 to about 
AUN kW. The system was a 25-cycle one. and therefore it 
was not at the moment practicable to couple it up with the 
s heme. 

Mr. TYLDESLEY JONES asked whether the Midland line from 
Manchester to Buxton offered reasonable prospects of success 
as an electrified line. 

Мн. Pearce understood that was contemplated by the Mid- 
land. Co., but he imagined that the North-Western line. from 
Manchester to Buxton offered better possibilities. Lt.-Col. 
(Brien. electrical engineer to the L. & N.W. Rly. Co., 
had informed him that if the whole of the railways 
in the district were electrified it would create a potential 
nuaxanunn demand of 50.000 KW. The total route mileage was 
4134}. ‘There would be ten engineers on the Engineering 
Advisory Committee. The capital required under the scheme 
would be found by the individual undertakers, and the expenses 
of the Beard itself, being a merely administrative or consul- 
itive body, would not exceed about £5,000 a year. Personally, 
he was extremely sanguine that the prospects of carrying out 
the scheme were of the very best. There was no readiness 
on the part of the undertakers to transfer their generating 
sate ns and main transmission lines to a joint electricity 
authority. 

The CHAIRMAN : Do you, with your great experience, say that 
this is the best technical scheme, and give it as your opinion 
that a better scheme would not be brought about if all the 
stations were under one common ownership. The Witness: 
Undoubtedly the best. technical scheme that could. be pro- 
pounded, but it all rests upon a purely voluntary basis. 

Replving to Мн. EasTHAM, the witness said all the under- 
takers, except the Stalybridge Joint Board, were willing to 
co-operate in the scheme, and all the principal local authorities, 
except the four in the district of the Stalybridge Board. The 
only practical difħculty there was the difference in the 
periodicity. As regarded coal-saving and capital outlay, it 
iade no difference whether Stalybridge was included or ex- 
cluded. But the situation was complicated by the areas Туш 
te the right of Stalybridge. Moreover, they hoped the scheme 
wes going to last after 1930. 

Mr. EASTHAM: We could make some working arrangements 
with von, could we not? 

The WiTNEsS: I suppose that is a possibility, something 
on the lines of the decision given in the Mersey area. 

Мк. A. T. PERKINS, on behalf of the Yorkshire Power Co., 
painted out that his clients had powers in the urban district 


of Saddleworth and Springhead, and asked that the scheme 
be amended so as to exclude 1t. 

Mr. Е. К. Отв, the Town Clerk of Macclesfield, said 
his Council desired to be included in the area. The Rural Dis- 
trict Council of Macclesfield and the Urban District Council 
of Bollington inade the sume application through hun. 

Мк. H. G. GkviLES, Town Cierk of Buxton, said the view 
of his Corporation was that on account of its geographical 
position Buxton should be excluded from any electricity dis- 
trict, but if the Commissioners were of opinion that it should 
be included in some electricity district it asked that it should 
be the S.E. Lancashire District. 

Mr. Tyri pEstEY Jones stated that instead of giving the rail- 
way companies one representative only, it had. been agreed, 
subject to the approval of the Commissioners, that the group 
of railways called the North-Western Group (which inctuded 
the ln & N.W. and the Midland), should have one represen- 
tative, and the Eastern group (which included the Great Cen- 
tral) should also have one representative. 

Mr. Pearce being recalled, Stk Harry Hawarp pomted out 
that the main transmission lines which it was proposed to 
construct’: were all to be underground, and in four or five 
cases the length was from five to seven miles. Was that 
essential? 

Мк. PEARCE replied that it was. In the cases cited it would 
be a physical impossibility to get an uninterrupted run of 
overhend, line, and a tme, partly overhead and partly 
underground, would probably be condemned by all engineers. 
Ile agreed that under the scheme the saving effected. would 
inure to the benefit of the particular authorised undertakers 
who had made the various. Inter-connection arrangements. 
Assuming the generating costs were pooled, the benefit) would 
be shared by the various authorities taking supplies in bulk. 
But without common ownership and comuon operation any 
pooling proposal would be extremely difficult and complicated. 

Sim Harry HawaRD asked whether there was any objection 
to the technical scheme being scheduled to the order, to be 
carried out with such modifications as might be approved 
from tine to time. 

The WiTNESS : Loam authorised to explain that the Con- 
ference would be unable to agree to any scheduling of the 
scheme if it carried a definite binding obligation to carry i£ 
out. 


On January 19th, Mr. J. B. Boycott, Clerk to the Chapel- 
en-le-Frith Urban District Council, asked that eight parishes 
night be included in the S.E. Lancashire District and nine, 
other parishes remain in the Sheffield area. 

MR. C. D. Taime, chief engineer and manager of the Lan- 
cashire: Electric Power Co., stated that in the statistics pre- 
pared for the Inquiry his company’s generating costs were 
the lowest, but at the present time the undertakings at Bolton, 
Bury, and Stalybridge were respectively first, fourth, and 
sixth for lowest working costs in the whole of the United 
Kingdom as regarded Provisional Orders. So in that area there 
was a number of very efficient undertakings. The load of his 
company was rather unique in the fact that its maximuin load 
always occurred in the morning—they had a textile load and 
a colliery load—whereas in the towns the maximum was in- 
variably in the evening. By joining up they got the advan- 
tage of levelling those two classes of load. He did not think 
it was possible to substitute overhead conductors for the 
underground transmission mains. 

Mr. Perkins submitted that the area of the Yorkshire Elec- 
tric Power Co. ought not to be divided. 

The CHAIRMAN asked what would be the good of a dispute 
being submitted to the Commissioners unless the parties were 
going to accept the decision of the Commissioners? Let reser- 
vations or exclusions be made, but if a matter was referred to 
them let it be a practical reference, so that the decision could 
he given effect to. 

Син Harry Hawanp remarked that in other cases the Com- 
missioners had expressed the view that Boards of this kind 
should be as small as possible. This was about double the 
size of any Board or authority that the Commissioners had 
contemplated. 

Mr. TyrprstLEY Jones agreed that a smaller body would. be 
better, but it was necessary to give people a voice on the Board 
so that they might feel that its decisions were their decisions. 

The CHAIRMAN said at present, except that it was the strong 
opinion of the undertakers, no real reasons had been given 
in opposition to the establishment of a jeint electricity 
authority. i 

Mn. TYLDESLEY JONES suggested that each of the authorities 
separately should send a statement to the Commissioners. 

The CHAIRMAN assented. He said this was a novel proposal, 
and it had been very carefully and lucidly put forward, more 
especially with regard to the technical scheme. The Commis- 
gorers would give their decision at the earliest. practicable 
moment. 

The Inquiry. was then closed. 
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Norwegian Electro-Chemical Industry. new agree- 
ment has been concluded in the electro-chemical industry in 
Norway, under which wages will be reduced by 15 per сеце. 
as from April Ist. The arrangement will. remain in. force 
until August 15th. | 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars оу new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


The “ Kingsway " Switch and Plug. 


For the control of radiators, motors, banks of lamps, and 
other appliances which necessitate the use of a temporay con- 
nection to the mains, a combined switch and plug is un- 
doubtedly the most satisfactory apparatus. Such a device is 


greatly favoured by supply authorities and consulting engi- 
neers, and its use is often insisted upon by them. 

The “ Kingsway ' 
and plug (patent No. 


combined interlocked switch 
recently introduced by THE 


automatic 
156.006), 


Fra. 1.—Tue " Kincsway ’’ Switch AND PLUG. 


GENERAL ELECTRIC Co., LtD., Magnet House, Kingsway, W.C., 
is therefore of interest. Fig. 1 shows this accessory to be of 
robust construction, [t is capable cf dealing with currents up to 
15 A. The mechanism, which is of ingenious and strong design, 
consists of a rapid rotary action, double pole switch, interlocked 
‘with a substantial plug. On the plug being inserted and turned 
in à clockwise direction the circuit is made and the switch 
is automatically locked in the '* on ” position. The switching 
off may be carried out eithes by withdrawing the plug (when 
the switch automatically breaks the circuit before the plug 
pins leave the socket tubes) or by pressing the small plunger 
on the front of the socket cover when the switch flies rapidly 
off. Views of the plug and the socket are shown in fig. 2 
and it will be seen that the mechanism 18 extremely compact 
and that the contacts are designed for easy wiring. Earthing 
connections on both plug and socket, and a third pin for 
earthing are provided, the last ensuring correct polarity as the 


Fic. 2.—Tuk " Kingsway " SwrrcH AND PLUG. 


plug can only be inserted in one particular way. 


in the wall or skirting board. 


A Logarithm Cabinet. 


Logarithin. tables are usually very closely printed, and the 
is consequently very trying to the eyes 
To aid users of logarithms in 
this matter, Messrs. Bowman & Murpocu, 99, Shoe Lane, 
This is a small 
(from 
In the top of the box is an 
to display one line of figures, and 
‚ on the upper edge of this is a strip bearing the usual log.-table 
The rollers are turned until the first two digits 
appear in the gap, when the log. of the complete number is 


finding of " logs.” 
and often a source of error. 


E.C.4, have designed a '' logarithm cabinet.” 
oak box containing a complete four-figure log table 
l6 to 99.99) upon two rolle s. 
opening, wide enough 
headings. 
found by glancing along the lime in the ordinary way. 


A Drip-proof Synchronous Motor. 


The accompanying illustration (fig. 3) shows an S5-b.h.p., 
three-phase, drip-proof, synchronous motor supplied to a col- 


Two patterns 
are supplied, one for surface fixing and one for sinking flush 


liery by Messrs. Crompton & Co., Lrp., of Chelmsford. “This 
motor, which has a power factor of 0.7 (leading) 1s employed 
to drive a large pump. The design of the motor, which is a 
patent, embodies a three-phase induction stator and-a rotor 
with a two-phase, three-wire winding. The neutral point is 
connected direct to one terminal of a direct-coupled exciter 
and the two free ends are connected to a two-phase liquid 
starting resistance, the neutral point of the latter being con- 
nected to the other terminal of the exciter. The starting 


Fic. 2.—A Drip-proor SELE-STARTING SYNCHRONOUS MOTOR. 


torque is equal to about 2} times full-load torque, and, the 
exciter being always in circuit, the only control gear in this 
circuit is the starting resistance. 
The Tungar Plating Outfit. 
The Tungar battery charger, described in our issue dated 
September 17th, 1920, p. 382, originally designed for the 
charging of accumulators on alternating current, is now being 
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Его. 4.—Тнь TunGAR PLATING OUTFIT. 


employed with great success for the operation of electro-plating 
vats. In the case of the retail jeweller and others, who may 
desire to execute electro-plating on a small scale, the Tungar 
is certainly the most convenient and economical device avall- 
able. Briefly described, the Tungar is a self-contained appara- 
tus, which when connected to an ordinary a.c. lighting 
circuit, converts the current into d.c. and transforms it down 
to a voltage suitable either for battery charging or electro- 
plating. Several sizes of Tungar are made by the BritisH 
''HoMsoN-HovsrTON Co., Ltp., 77, Upper Thames Street, Е.С.4, 
ranging from 2 A, 7.5 V, d.c. to 12 A, 75 V, d.c. For most 
iewellers, however, the 2 A Tungar will be quite large enough, 
as they seldom use vats containing more than 6 gall. of solu- 
tion, and rarely put on heavy coats of silver. The 2 A Tungar, 
illustrated in fig. 4, 18 of the half-wave type. With the Tungar 
cperating at 2 A, and reckoning 4 oz. of silver to a gross of 
teaspoons, the operation of plating this quantity takes ap- 
proximately four hours. An extra heavy coat—say, eight 02.— 
would occupy about double this time. The average jeweller 
would deposit only about one ounce to the gross, and then 
buff it slightly. The solution would contain about four or five 
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ones to the gallon, and, tests have shown, the plating of 
ane ounce of silver to the gross would only take about three- 
quarters of an hour. | 

fhe two-ampere Tungar has also been used with success in 
wid plating and gold colouring, or washing, such as is re- 
wired for the insides of cups, &c. 


Steam Turbines for Small Outputs. 


THE GENERAL ELECTRIC °Co., LTD., has recently issued а book- 
"t (Bulletin 128) dealing with single-stage impulse turbines 
tor low outputs, made at the Fraser & Chalmers Engineering 
Works, Erith. These turbines have been designed to operate 
aera wide range of speeds. The rotors are either single or 


. double bladed to suit conditions of steam supply. The single 


tonzontal casing consists of two portions bolted together. 
The bottom half is provided with a substantial foundation 
fmt on either side; this portion also carries the bearing 
brackets. The steam admission and exhaust openings are in 
the top portion of the casing. The rotor wheel consists of a 
„gh grade solid steel forging, and after blading the wheel is 
оешу balanced and tested at a speed considerably above its 
nmal operating speed. The rotor blades are milled from 
ald bar and attached to the wheel by means of. countersunk 
neta Clearances are kept within safe limits, the minima 
ig } in. axially and 4 in. radially. The shaft is a steel 
(тд specially heat-treated during its turning and grinding. 
Те wheel is pressed on to the shaft hydraulically and held by a 
enk key. The bearings are bushes of cast iron lined with 
white metal and are arranged for forced lubrication. On the 
high pressure side the longitudinal thrust is taken by solid 
(ат turned on the shaft. А centrifugal oil pump is mounted 
othe main shaft, and is made of sufficient size to keep the 
warngs well supplied in addition to furnishing the oil re- 
qured for: the power piston which operates the throttle 
nke. Governing is effected by means of a cylinder con- 
tining a piston loaded by an adjustable spring, which is 
med bv oil pressure as the speed varies, operating the 
mvning valve. This valve admits steam to a semi-circular 


. type and is mounted on the main shaft. 


Ес. 5.—FRoNT ELEVATION 
OF TURBINE. 


steam belt in which the nozzle block is securely bolted. An 
emergency governor is fitted. This is of the centrifugal spring 
Should the speed 
exceed а predetermined limit the emergency governor breaks 
the supply of oil to the governing relay, allowing the relay 
spring to shut the governing valve instantaneously. The 


Fic. 6.—VERTICAL SECTION 
THROUGH TURBINE. 


emergency gear can be Spp by hand, and is easily reset. 
Fig. 9 is a front elevation of a turbine of the type described, 
and fig. 6 is a vertical secticn. 


The Astral Intensifler. 


In our last issue we erroneously stated that the inner reflect- 
ing surface of this fitting was of aluminium paint. The 
makers inform us, however, that this is a silver-plated surface. 
The reflector is made of brass, апа the name has now been 
altered to '' Astro.” 


BUSINESS NOTES. 


Baskruptcy Proceedings.—JoHN GLYN WILLIAMS, electrical 
cgmeer, 4, Bluenant Street, Duffryn, Cymmer, Port Talbot, 
опорі, appeared at Neath Bankruptcy Court on January 
lih for his first public examination. Debtor stated that the 
вше of his failure was gambling or unsuccessful turf specula- 
tus. The Official Receiver said that if debtor's gambling 
cits ranked for dividend, as he thought they would, the total 
»hdency would amount to £5,277. Debtor stated that he 
ха an electrical engineer in London, Manchester, and other 
улл before he came to Wales in 1911. He commenced work 
at the Aberpergwm Collieries, Glynneath, in 1911, and went 
te the Duffryn Rhondda Collieries, Avon Valley, in 1915. His 
«ary at first was £3 5s. a week, later increased to £7 10s., 
«i was пож £5 a week. In September, 1920, he commenced 
m the speculative business with about £150 capital, his opera- 
tas comprising three systems of gambling on horse-racing. 
bing an electrical engineeer, he did not want anyone to know 
и he was engaged in this business, and advertised in other 
[эрез names in the papers, offering large sums weekly as 
terest om loans. According to his cash accounts his total 
eps were £10,440. On June 21st last he wrote to his 
¿ats informing them that owing to a disastrous run of. bad 
ixe he was compelled to close down. The examination was 
sj4med until the next sitting of the Court. 

Шкеғвт JOHN PUGH, formerly aang as H. J. Pugh and 
Cu. electrical engineers, 38, Broadway Parade, Crouch End, 
H.mey.—The creditors met recently at the London Bank- 
rity Court. Tbe Official Receiver reported that the debtor 
tal stated that he began business in May, 1914, at Hornsey 
һә, with very little free capital and a few months later re- 
moved to larger premises. He was exempted from military 
ice on medical grounds, and between 1914 and 1920 he 
cd an increasing business, but was unable to state the 
«mount of profits made. In 1920 the business suffered from 
te general trade depression, and creditors began to press, 
1: the result of which one of the number obtained judgment 
tod levied execution; the effects were sold by the Sheriff to 
tte debtor's mother, who had since continued the business 
2.1 employed him (debtor) as manager. He estimated his 
з ities at £400, disclosed no аввеѓв, and attributed his failure 
t: "ade depression, coupled with the stoppage of the business 
‘t naresgary repairs to the premises. In the absence of any 
Zt the estate was left with the Official Receiver to be 
"dup in bankruptcy. 

p ZASARD Barnett, electrical engineer, 104, Whitechapel 
чаі E.—An adjourned meeting of creditors was held at the 
"оп Bankruptey Court. on January 17th, before Mr. W. P. 
5^ver, Senior Official Receiver. under this failure. The 
+e mt in a draft statement of affairs showing liabilities 
ive and the following items of assets, viz., trade fixtures. 
‘41; interest in the late partnershin, £781; claim against 
“ partnership, £185; and War Loan stock, £96. The 


debtor. 


debtor's late partners were present as creditors, and asserted 
that instead of there being any interest for the debtor in the 
business it was insolvent at the date of the appointment of 
the Receiver, and they each had a valid claim against the 
The latter strenuously denied that statement, and 
after a somewhat stormy discussion the Chairman expressed 
a doubt whether any assets whatever would accrue to the 
estate from the partnership. Further, he noticed that the 
War Loan stock, £96, was held by Barclay's Bank as security 
against a debt of £100, so that asset also disappeared. Under 
those circumstances he should apply for a summary order and 
wind up the estate in bankruptcy. 

ARTHUR ERNEST BLOWER, lately carrying on business at 1-3, 
Paul's Bakehouse and Godliman Street, М.С., as an electrical 
engineer's merchant, under the style of '' Blower & Cooper.” 
—The public examination of A. E. Blower was held last week 
before Mr. Registrar Hope at the London Bankruptcy Court. 
The debtor filed his own petition last October, returning total 
liabilities £762 (unsecured £631), and assets valued at £146. 
In the course of his evidence the debtor stated that he 
formerly acted as a traveller in electrical supplies, but in 
September, 1917, he and a partner purchased the above busi- 
ness for £750, of which £100 was paid down and the balance 
was payable by instalments, of which £275 was outstanding 
at the date of the failure. His partner brought in £100 


‘capital, and was to have 40 per cent. of the profits; and wit- 


ness introduced his trade connection in consideration of 60 
per cent. of the profits. Trading was fairly successful until 
the end of 1920, at which date the partnership was dissolved ; 
under the deed of dissolution witness took over his partner’s 
interest in the business, and it was agreed that the proceeds 
from the stock and book debts were to be paid into the joint 
banking account of the partners, and applied in payment of 
the partnership debts, and in reduction of the amount due to 
the vendor of the business. Witness continued alone till 
August, 1921, when, owing to trade depression, he closed the 
husiness. It was to bad trade and general depression since 
February, 1921, that he attributed his failure. The examina- 
tion was concluded. 

Н. TRvELOvE (H. Truelove & Co.), electrical engineer, 19, 
Shepley Street, Stalybridge.—Receiving order made January 
18th on creditor’s petition. | 

S. ВЕСКЕТТ, Junr., electrician, Bolton.—Last day for proofs 
for dividend February 4th. Trustee, Mr. J. G. Gibson, O.R., 
Byrom Street, Manchester. 

E. Fawcett, electrical and heating engineer. 20, St. Anne 
Street, Liverpool.—First meeting. Fehruary Ist. at 11, Dale 
Street, Liverpool; public examination, February 13th, at Liver- 

onl. 

j R. A. Deprenar, electrical engineer. 53. Frodingham Rond. 
Scunthorpe, Lincs.—Trustee (Mr. S. M. Forrester, Town Hall 
Street, Great Grimsby) appointed January 18th. | 

| E 
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R. P. Baker and Е. C. Ѕтоввѕ (Shettield Electric Construc- 
tion Co.), 124, Pond Street, Shetlield.—Last day for proofs for 
dividend, February 8th. Trustee: Mr. L. J. Clegg, И, Figtree 
Lane, Shettield. 


Company Liquidations.— WiLsoN-WoLrF ENGINEERING Co., 
Lrp.— Winding up voluntarily. Liquidator: Mr. R. Н. Daw- 
son, Tanfield Buildings, Hustlergate, Bradford. Meeting of 
creditors February lst, at Bradford. D 

Pearuite ELECTRIC WELDING Co., Lrp.—Winding up volun- 
tarily. Liquidator: Mr. J. C. Burleigh, Bond Court House, 
Walbrook, E.C.1. Meeting of creditors, January 3lst. This 15 
a purely formal notice. All creditors have been or will be paid 
in full. | 

TELEPHONE. СомрАХҮ or Ecvrr, Lrpb.—Meeting called for 
February 25th, at 3, Fredericks Place, Old Jewry, E.C., to hear 
an account of the winding-up from the liquidator, Mr. A. W 
W von. 

RotTaSPHERE Co., Lrp.—Meeting at 4, Charterhouse Square, 
E.C., on February 24th, to hear an account of tlie winding-up 
from the liquidator, Mr. E. H. Hawkins. | 

Rew Bros.. ENGINEERS, Тлр.—Мееіпо of creditors called 
for January 31st, at the Institute of Chartered Accountants, 
Moorgate Place, E.C. Liquidator: Mr. H. Ashford. | 

EXAMELLED Wires, [Ltp.—Meeting of creditors called for 
January 31st at the offices of the liquidator (Mr. E. Vickers), 
13. Harrington Street, liverpool, to whom particulars of 
claims should be sent by March Ist. | 

EGYPTIAN Power & NITROGEN SYNDICATE, Lrp.—Particulars 
of claims to be sent to the liquidator (Mr. J. S. Mallam), 1, 
Queen Victoria Street, E.C., by February 27th. ws 

Proprcer Gas Prants, LTD.—AÀ petition for the winding- 
up has been presented to the High Court by Mr. H. W. 
Bamber, consulting engineer, 166, Piccadilly, W., and will be 
heard in London on January 318%. | 

STRACHAN, OSWELE & Co., Lap.—Since the appointment of a 
committee of inspection, a petition for compulsory winding-up 
has been filed by the receiver of C. H. Britton & Sons on 
behalf of himself and other creditors. The committee, being 
of opinion that the best interests of the ereditors will be 
served if the voluntary liquidation is allowed to continue, re- 
commend the appointment of Mr. H. Kidson as another 
liquidator to act jointly with Mr. Walter Read. The petition- 
ing creditor agrees to this course conditionally. : Mo 

Crepes Evecrric Traction, Lrb.—l.ast day for proofs for divi- 
dend, February 9th. Liquidator: Mr. H. E. Burgess, Senior 
Official Receiver, 33, Carey Street, W.C. PE 

SEMAPHORE ENGINEERING Co., Ip. (in liquidation).—A first 
dividend of 9s. 6d. in the £ is now being paid. 


Dissolutions of Partnership.—A. L. James, plumbers and 
electrical engineers, 56, Wiverton Road, Sherwood Rise, and 
52a, North Gate. Old Basford, Nottingham.—Mr. A. L. James 
and Mr. A. White have dissolved partnership. Mr. White will 
attend to debts and continue the business. 

(GoopENDAY & FRENK, electrical contractors, 101, Dale Street, 
and 62, Smithdown Road, Liverpool.—Messrs. J. Goodenday 
and Mr. A. S. Frenk have dissolved partnership. Debts will 
be attended to by Mr. Frenk. 

Harrison & lHonsrFALL, electricians and armature winders, 
Waltham Street, Barnsley.—Mr. R. Horsfall and Mr. R. 
Harrison have dissolved partnership. Debts will be attended 
to by Mr. R. Horsfall, who will continue the business under 


the same style. 


Trade Announcements.—Messrs. JOHNSTON & GILMOUR, 
606, Eglinton Street, Glasgow, have been appointed sole rep- 
resentatives in Scotland for the British Rawhide Belting Co., 
Ltd. | ‚ 

We announced last week the registration of a new com- 
pany—SukNTON & Co., Ltp.—which has purchased the assets 
and stocks of F. J. Shenton & Co., Ltd., and will carry on 
the business with the same management and staff at 68/69, 
Shoe Lane, London, E.C.4. Increased warehouse accommoda- 
tion has been acquired, where ample stocks will be kept The 
company has issued a net list of general accessories (No. 122). 

Messrs. H. L. NarHaN, Lro., 159, Great Charles Street, 
Birmingham, have been appointed representatives for War- 
wickshire. Staffordshire, Shropshire, and Worcestershire for 
the Wardle Engineering Co., Ltd. | 

The ЮктА ELECTRICAL AND ENGINEERING Co., Lrb., has 
opened new works in Linacre Road, Jatherland, near Liver- 
pool, for electric lighting installation work, motor repairs, 
armature winding, &c. 

Мк. L. A. Boot. late manager of Messrs. Watson 
end Marsh & Co., Ltd., has conunenced business as |, А. 
Booth & Co.. electrical engineers and contractors, 10, North 
End Road, Golders Green, m conjunction with Messrs. Win. 
J. A. Keene, Ltd., builders and contractors, of Palmers Green 
and Golders Green, Messrs. Booth have new and well- 
equipped showrooms. 

LORIVAL MANUFACTURING Co. (1921). LTD.. new established 
in its new works at Southall, is placing on the market a 
new grade of insulating material. We are informed that this 
nossesses all the properties of the firm's ordinary material 
to an intensified degree, and enables it to quote for all classes 
of mouldings, large and small. The firm emnlovs two distinct 
nrocesses, producing two different classes of material. — The 
first is a ‘‘ casting ” operation, particularly suitable for the 


manufacture of large articles; the second is the usual " pres 
ing- process, for the manufacture of a ''fiülled " materia 
It is the latter which is now being placed on the market. 

Mn. Накогр Peters, late of the G.E.C., &c., has commence 
business as an electrical factor under the name of Peters Ele 
tric Co., Central Buildings, Abergele Road, Colwyn Bay, ar 
he desires to receive manufacturers’ catalogues. 


Catalogues and Lists.—THe B.E. Co. (or LONDON ay 
BIRMINGHAM), LTb., Hendon House, 57, Upper Tham 
Street, E.C.4.—An illustrated and priced leaflet advertiur 
" Beco ’’ hand, lamps. 

Messrs. Crompton & Co., Ltp., Chelmsford.—Descriptir 
List No. 605, giving an illustrated description of polypha 
self-starting synchronous motors (power factor 0.9 leading). 

Messrs. Rico & BuNnby, 1la/13, New Road, Ponders En 
N.—An illustrated price list of '' Hot-Spot '' boiling rings at 
immersion heaters. 

Messrs. JOHNSON & Pairs, Lrp., Charlton, SE. 
“ Transformer Abstracts," No. 4.--The subject matter of tk 
brochure is a description of heat runs of oil-immersed trar 
formers under the following conditions: short circuit equiv 
lent run; * back-to-back " run; and delta/delta run. 

Messrs. Ruston & Hornspsy, Lro., Lincoln.—A_ book! 
giving comparative costs of generating electricity by mea 
of coal and oil. 

Messrs. ViNcENT Rosperts & Co., TLecps.—Two pamplk 
reporting upon water sterilisation by electrolytic methods. 

Mr. H. P. Giruinc, M.I.E.E., Maldon, Essex.—An ilh 
trated catalogue advertising electrical plant, pumping equ: 
ment, iron castings, wireless sets, &c. 

THE EbisoN Swan ErrcTRiC Co., Lro., Ponders End. Midd 
sex. List No. Т.Т. 225.—A comprehensive catalogue 
"Ediswan " telephones and all accessories. Fully illustrat 
and priced. 

THE GENERAL Evectric Co., I.tp., Magnet House, Kinisw: 
W.C. 2.—Leatlet O.S. 2544, giving illustrations and prices 
“ Osram ” axial-tvpe lamps with opal reflectors. 

Messrs. MELDRUMS, LTb., Timperley, Manchester.—. 
illustrated brochure explaining the advantages of "Meldru: 
forced draught furnaces. 


Calendars and Almanacs.—THE Hart ACCUMULATOR С 
LtD., Stratford, London, E.15, has prepared a desk calen 
shaped so as to represent a number of Hart cells above 
framed set of monthly date cards. | 

Messrs. Stewart THompson & Patrick, Lro.. of H: 
Street, Liverpool. have issued a taking little wall calenc 
with monthly slips. | 

Messrs. G. N. HADEN & Sons, LTD., of London, have issu 
a wall calendar for 1922, with twelve monthly and quarte 
date slips. A view of St. Paul's Cathedral is its pictor 
feature. 


Book Notices.—'' Report of the Royal Commission on * 
matter of the Uniform Railway Gauge." Melbourne: A. 
Mullett. for the Government of the Commonwealth of A 
tralia.—This is a bulky report, with maps dealing with 1 
Commission's investigation into the most suitable railw 
gauge for general adoption and the best methods of conv 
ting lines of other gauges. The gauge recommended is- 
84 1n. 

Messrs. Benn Bros., Ltd.. 8, Bouverie Street, E.C.4, hi- 
sent us an advance spring list of technical, art, and gene 
books published by them, giving particulars of numer: 
works, several dealing with electricity and engineering. 

“Switching Equipment for Power Control." bv S. 
Haves. Pp. viit463, figs. 975. London: Mce.Graw-!I 
Book Co. Price 90s. net. | : 

“ Failure of Metals under Internal and Prolonged Stress 
eneral Diseussion."—Edited. by F. S. Spiers. Londe 
Faraday Society. Price 10s. 6d. net. | 


Catalogues Wanted.—Mn. WM. Low, of 12, Abbey W 
South, Halifax, asks for catalogues of electrical plant a 
apparatus for all classes of industrial and other installat - 
work. 


t. 


i 


The Burden of Heavy Taxation.—Almost ad nausec- 
business men have been repeating for many months p^ 
that trade is handicapped by the burden of heavy taxatic 
but jt is doubtful whether the man m the street—at a 
rate in the streets outside the City--even vet fully reali 
how serious the handicap is. Money that is wanted for ; 
development of business has to be handed over instead to 
tax-gatherer. Worse still, business men who are urgen 
in need of capital to develop the industries ef the country ! 
in many cases. themselves comnelled to borrow on tt 
private account in order to pay their own income-tax. Th. 
evils are happening at a time when the country is in prea: 
need of the spirit of enterprise for industrial develop? 
than it has been for decades past. If we are to recover | 
trade prosperity. if we are to reduce the vast volume of * 
emnlovmenf, it is essential that business men should >» 
willing to launch out on enterprising developments of th 
trade in all parts of the world, and that cannot he de 
unless they can obtain considerable sums of capital a 
reasonable cost.—Financial Times. 
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Notice to Callers.—In the course of an article, entitled 
“We See Them All," published in our issue of December 
Brd, 1921, the writer dealt with various types of travellers 
and the consumption of other people's time for which they 
were responsible when making calls. Even in editorial offices 
it is not always easy to induce a visitor to be brief without 
acrificing effectiveness—the man who must call on press day 
is always a thorn in the editor's side. ln some newspaper 
offices the editor lives as near to heaven as he can, recog- 
nising the merits of long stairways in liftless buildings, but 
in commercial offices the traveller gets in, sometimes, оп 
the ground floor," and we suppose 1t 1s there that those who 
"ae them all” interview the different types of travelling 
salesmen. All kinds of devices are employed for reducing 
waste of time in undesired interviews. Some business men 
have а gift for speedily yet tactfully and courteously bidding a 
caller good-day without offence—they quickly bring him to the 
point and cover the necessary ground most expeditiously, 
and travellers get accustomed to their ways. But not all are 
s) successful, and some call printed notices to their aid. his 
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isa good practice, and creates an atmosphere which 1ш- 
presses the visitor with the need for considering the value 
of other people's time. For example, Messrs. SIMPLEX CON- 
pris, LTD., in their reception lobby at Garrison Lane, 
Birmingham, display the business-like notice which they 
enable us to reproduce here. The wording is admittedly 
somewhat terse, but it is hoped, at the same time, quite 
respectful, for it has been their aim to attain compliance 
with their main idea on the subject of interviews and yet 
eliminate any sense of disrespect or any other thing dis- 
courteous. Judging from the attitude of the travellers who 
call there this has been accomplished. We have seen many 
kinds of notices placed in lobbies, some good and some ım- 
diferent. The thing can, of course like anything else, be 
overdone, but when properly done the traveller. soon gets 
to understand that unless he exercises discretion he may 
spoil his chances by the display of excessive zeal. 


For Sale.—By direction of the Disposal Board, Messrs. 
E. L. Stevens & Champion will sell by auction on February 
?lst and following days, at Witton, at Н.М. Rifle Factory, 
leach Street, and at the Post Office Stores, Birmingham, 
machine tools, engineering and electrical plant, surplus tele- 
graph and telephone and wireless material, 

Burnley Corporation Electricity has for disposal one 250-kW 
triple expansion Belliss-Dick, Kerr generating plant and one 
lancashire boiler with superheater and Bennis stoker. (See 
our advertisement pages to-day). 


Electrical Installations in Sydney.—Towards the close of 
last vear the Sydney City Council, which has a strong Labour 
Party majority, adopted a resolution making it compulsory 
for all electrical installations carried out in the city area to be 
executed only by financial members of the E.T.U. of 
Australia. Great indignation was aroused among contractors 
and consumers, who, while favouring a system of licensing 
(f wiremen, objected to this method of securing efficiency. 


Lecal Electrical Exhibitions —The  Hacknev Borough 
Council has been recommended to hold an electrical exhibi- 
tion, from April 24th to 29th inclusive, at the King’s Hall, 
Hackney Baths. It is proposed to run the exhibition in con- 
junction with the British Electrical Development Association, 
and it will deal primarily with the domestic uses of elec- 
tricity. The exhibitors are to be manufacturers and whole- 
lers of electrical goods. The estimated cost of the exhibi- 
ton is £550. 

The Hammersmith Electricity Committee has considered a 
“¢gestion made by the electrical engineer to hold an elec- 
cal exhibition at an early date, and has decided to post- 
pone the matter until early in the autumn of this year. 


New Belgian Company.—Les Entreprises Electriques du 
Sud de la Belgique ıs the title of а newly-formed company 
at Brussels (Rue des Goujons 114), with a capital of 100,000 fr. 
for the purchase, sale or installation of electrical material and 
apparatus. 


Brazilian Centenary Exhibition.—On December 28th the 
Prefect of Rio de Janeiro laid the foundation stone of the 
pavilion, which is being built for the accommodation of British 
exhibits at the Brazilian Centenary Exhibition, which 1s to 
be held from September 7th to December 3lst, 1922. The 
exhibition, which will be universal and international, is being 
organised by the Brazilian Government in connection with 
the celebration of the Centenary of Brazilian Independence. 
Invitations to participate have been accepted by most of the 
leading powers, and our chief competitors in the Brazilian 
market are making great efforts to further their interests 
by taking full advantage of the opportunity which the ex- 
hibition offers for trade propaganda and advertisement. "The 
United States of America have voted a million dollars for 
official participation, while the Belgian Government, in addi- 
tion to a National Pavilion, intends to build an exhibiting 
hall with an area of 70,000 sq. ft., and there is every indica- 
tion that other countries intend to be very strongly repre- 
sented. In view of the activities of other countries it 1s 
essential that the British section should be thoroughly repre- 
sentative. While it is true that the present state of Brazilian 
exchange militates against the hope of immediate business on 
a large scale, it is also true that the Brazilian market possesses 
many special attractions for British traders and should not 
be ignored. '1йһеге can be no doubt that the Brazilian people 
are strongly predisposed in favour of British firms and British 
goods, the reputation of both standing even higher than before 
by reason of the contrast with the quality of the goods and the 
methods of other nations who took advantage of the war to 
exploit the Brazilian market. An indication of this strong 
pro-British sentiment may be found in the fact that although 
financial stringency prevents this country from participating 
on such a lavish scale as certain other nations, it has neverthe- 
less been allotted the best site in the whole exhibition area. 
The British section has received not only the moral support of 
Anglo-Brazilian commercial interests but also substantial 
financial assistance. A committee, of which Mr. Lionel de 
Rothschild is chairman, was formed to co-operate with the 
Department of Overseas Trade, and has collected funds which 
will defray nearly half of the cost of this country's participa- 
tion. Full particulars regarding rates for space, &c., &c., can 


. be obtained from the Department of Overseas Trade. 


Chinese Notes.—Merchants at Sinshihchen, . Kashing, 
Chekiang, have established an electric plant under the name 
of '' Chen Sin Electric Light Co.," with a capital of 25,000 
dols. Machinery has already arrived and subscribers total 
over 400. 

Electricity development on a large scale is reported in 
Fukien. The following are recent promoters of electric light 
companies: Wu Shih-hwang, Tungan; Chen Chen-sin, Kien- 
yung; Lin Kien-tsing, Yungtai. ‘There are also numerous 
other activities on a smaller scale. 

The Chung Hsin Telephone Co., of Kiahsin, Chekiang, has 
been iy lag by the Ministry of Agriculture and Commerce. 

The ilu Electric Co., organised by Ma Wei-chia, has 
been granted registration by the Ministry of Communic?tions. 

Chung Yang-yi and others have organised the Ever Bright 
Electric Co. in Chang Hsin, Chekiang. Mr. Wang Yu-puh, 
formerly manager of the Wuhsin Electric Co., in Wuchow, 
is manager. Its buildings are now under construction, and 
will be completed about April, 1922. 


Electric Trucks in Australia.—Electric industrial trucks 
are now being manufactured in Australia, states the Indus- 
trial Australian. A Melbourne firm is the pioneer of this 
industry, and has secured a contract from the Victorian Rail- 
ways Department. With the exception of the battery every 
portion of the truck will be made in the Commonvwealth.— 
Heuter's Trade Service (Melbourne). 


The Selling of Electrical Appliances.—Owing to pressure 
upon our space this week our report of the third of the 
E.D.A. series of salesmanship conferences, held on Friday 
last, is held over until our next issue. 


Direct Measurement of kVA.—In a letter to the Electrical 
News, Mr. S. L. B. Lines points out that the Lincoln Meter 
Co., Ltd., of Toronto, has recently developed a small trans- 
former which, if attached to the “ Lincoln " demand meter, 
causes the latter to read kilovolt-amperes between certain 
limits of power factor; two sets of taps are provided on the 
transformer, one covering the range from 65 to 90 per cent. 
p.f. and the other from 43 to 75 per cent., within 2 per 
cent. accuracy. It is therefore apparent that an instrument 
is now available that will measure directly the kilovolt-amperes 
in a circuit. | 


Reported Large Contract for Manchester.—The Manches- 
ter Guardian of Wednesday stated that it was reported in 
Sheffield that Metropolitan-Vickers, Ltd.. '' who have full 
control of Vickers’s electrical department at Sheffield and 
elsewhere, have secured, in the face of keen competition, an 
electrical contract in South Africa of the value of £1.090,000 
This department of Messrs. Vickers has been very successful 
in securing contracts over a lcng period. German firms made 
a vigorous effort to secure the business.” 
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Correction.—In. the ironclad cut-out. advertisement. of 
Messrs. W. T. Henley’s Telegraph Works Co., Ltd., appear- 
ing in the ELECTRICAL REVIEW for January 20th, p. xvii, the 
first paragraph is printed incorrectly. It should read as 
follows :—' An original arrangement for taking off four 10/15- 
amp. 250-volt services from three-core cable," not '' for taking 
off four 20/30-amp.," &c. 


Secession from Industrial Councils.—The Redditch 
U.D.C. has decided to discontinue its membership of District 
Industrial Council No. 5 (West Midlands area), and the 
National Joint Board of Emplovers and Members of Staff 
(Electricity Supply Industry) at the end of the current year. 


. The Birmingham Fair.—.\t the Birmingham Fair, which 
1s to be held at Castle Bromwich from February 27th to March 
lOth, the following concerns, amongst many others, will be 
exhibiting their manufactures :— 
Alldavs & Onions. Ltd. Heatly-Gresham — Engineering Co., 
The Aqua Electric Co., Ltd. Ltd. 
Armstrong, Stevens & Son, Ltd. International 
W. & T. Avery, Ltd. Co., Ltd. 
William. Beardmore & Co., Ltd. Charles Joyner & Co., Ltd. 
Best & Lloyd, Ltd. W. MeGeoch & Co., Ltd. 


Electrolytic Plant 


T. Bolton & Sons, Ltd. National Gas Engine Co., Ltd. 
W. Canning & Co., Ltd. The National Time Recorder Co., 
Consolidated Pneumatic Tool ' Co., Lid. 

Ltd. Neale Magnet Construction Cao., 
Crossley Bros., Ltd. Ltd 


H. & T. Danks (Netherton), Ltd. Petters, Ltd. 


Ebonestos Insulators, Ltd. Premier Electric Heaters, Ltd. 
Electrical Power Engineering Co. Premier Electric 

(Birmingham), Ltd. Ltd 
Electro-Mechanical Brake Co., Ltd. Rawlplug Co., Ltd. 
Evered & Co., Ltd. A. Revrolle & Co., Ltd. 
Falkirk Tron Co., Ltd. Sceando Lamp Co., Ltd. 
Federation of British Industries. David Shanks & Co., Ltd. 
Fielding & Platt, Ltd. Sperrin & Co., Ltd. 
Foster. Erginecring Co., Ltd. J. B. Stone & Co., Ltd. 
Fuller's United Electric Works, 'Tangyes, Ltd. 

Ltd. J. H. Tucker & Co., Ltd. 
Gent & Co., Ltd. Henry Wiggin & Co., Ltd. 


Boiler Contracts.—W'e are informed that orders have re- 
cently been received by the STinLING BoirER Co., LTD., from 
municipal, colliery and industrial authorities, comprising 
sixteen boilers, having a total heating surface of 123,954 sq. 
feet. 


An Overworked Iron.—The Cable Accessories Co.. Ltd., 
has handed us a copy of a letter which it has received from 
a Hanley client. It reads as follows :— 

“І have returned to vou to-day per post one Revo electric 
iron. which I supplied to a customer on December 16th, 1920. 
The iron is a 100-volt опе. It has been in use since this date on 
a -volt circuit, and has now burned out. The failure appears 
to have been in the mica insulation, and not in the element 
itself. I have supplied my customer with a new iron, as 1 
thought it might interest vou to see this one. which is cer- 
tainly a good testimonial to the capabilities of the Revo iron.” 

It will be seen that the heat generated in this iron must 
have been four times the normal value. ‘‘ Some " iron! 


Applications for British Trade:-Marks.—Appended is a 
summary of the recent applications for British trade-marks in 
respect of goods and productions.connected with the elec- 
trical trades and industries :— 

Crane (design). No. 417,423. Class 6. Electric cranes, 
hoists, run ways, and like machinery. G. H. Heywood & Co., 
a Station Road, Reddish, near Stockport. August 8th, 

Radic. No. 418,920. Class 18. Electrically-heated vul- 
canising apparatus. Harvey Frost & Co., Ltd., 148-150, 
Great Portland Street, London, W. Sentember 27th, 1921. 

Emeralite. No. 417,807. Class 13. Electric lamps (ordin- 
ary), “се. H. G. McFaddin & Co., 38, Warren Strect, New 
York. U.S.A. August 23rd, 1921. 

Chapman X (lettering and design). No. 430,527. Class 
13. Sparking plugs. Champion Spark Plug Co., of Canada, 
14'6 Howard Avenue, Windscr. Ont. November 14th, 1921. 

Flenhantide, No. 490,244. Class 50. Electrical insulating 
m^ferinls. B. S. & W. Whiteley. Ltd., Pool Paper Mills, 
Otley Road, Pool, near Leeds. November 5th. 1921. 

Semaphite. No. 420,370. Class 50. Insulating material 
for electric cables. Johnson & Phillips, Ltd., Victoria Works, 
Victoria. Road, Charlton, S.E. November 9th. 1921. 


The Landing of German Engineers in Australia.—4 
Reuter dispatch from Melbourne refers to the controversy 
concerning the admission to Australia of the German engi- 
neers to supervise the erection of briquetting machinery at 
the Morwell brown coal mines. The Cemmonweolth 
Government believes that the briquetting industry is carried 
on extensively in America, and that the required engineering 
experts could have been obtained from America instead of 
from an ex enemy countrv. Mr. Lawson (the Premier of 
Victoria), has requested Mr. Hughes to reconsider his de- 
eision, and the Victorian Attornev-General says it was impos- 
«ble to obtain the briquetting plant from any other country 
than Germany, and that in the meantime the whole scheme 
is being endangered by the Federal Government's action. 


Unem»nlevment.—'The latest statistics of unemplovment 
nnhlished by the Ministry of Labour are not onecuraging: 
a further increase is shown.^ On January 10th the total was 
1,933,400, as against 1,885,743 a week previous to that date. 


^s 
- -- 


Welding Co.,: 


There was, however, & decrease of about 11,000 in the number 
of persons working short time and receiving insurance benefit. 


The French Electrical Industry.—M. Pierre Azaria, 
deputy manager of the Compagnie Générale d'Electricité, 
spedking at the recent annual meeting, expressed the opinion 
tnat the general crisis was diminishing, but it would be long 
before it disappeared. Reviewing the various industries in 
Which the company was interested, he stated that the suppiv 
undertakings, which still formed the base of the company, 
were now in a satisfactory situation notwithstanding tne 
crisis which affected most of their customers. "This improve- 
ment was due to the reductions effected in the capital as wel 
as to the introduction, which had at last been authorised, 
of the economic index in the calculation of the sale prices for 
energy. The striking demonstration of the utility, nay, even 
the necessity, of great undertakings for the distribution of 
electrical energy, had penetrated the minds of manufac- 
turers, of whom they had become the precious auxiliaries. 
On the other hand, the second group [forming part ot the 
companv's interests—the metallurgv of copper and its allovs— 
was: fully affected by the crisis. The industry was working 
at an average coefficient of 50 per cent.; it suffered in the 
first place from the consequences of the instability in the 
exchange, since the raw material had to be obtained frem 
countries with a high exchange. As a result it was unable 
to profit but very relatively from the depreciation of the 
franc. Concerning the group of the company’s own manu- 
factures, the speaker remarked that these felt the effects of 
the atrophy in business, but the readjustment of the con- 
ditions of manufacturing had prepared the company for a 
revival in trade. 


French Electro-Metallurgical Amalgamation.—The share- 
holders in the Société — d'Electro-Chimie et  d'Electro 
Metallurgie and in the Societ? des Forges et Acieries Elec- 
triques Paul Girod have just met in extraordinary meetings 
and approved in principle a scheme of amalgamation under 
which the former will absorb the latter bv the issue of new 
shares for the purpose of interchange. At the meeting of 
the Societe d'Electro-Chimie a report was presented stating 
that the proposed fusion would ineet a real need, as the 
company would otherwise have had to establish new hvdro- 
electric works in the vicinity of Moutiers at'an expenditure 
of 20,000,000 fr. The necessary power. however, would now 
be rendered available by the union with the Girod company. 


Porcelain for German Electrical Work.—The demand for 
porcelain in Germany is stated to continue very brisk, 
although indications of a falling off are beginning to mani- 
fest themselves. In high-pressure articles and punched por- 
celain in. particular the demand has greatly decreased in the 
past few weeks. Nevertheless, the works in general are 
still well supplied. with orders, although competition in low- 
pressure insulators has caused prices to full to a level which 
leaves much to be desired. 


The B.E.A.M.A. Technical Cable Code.—We have re- 
ceived a prospectus of this code, which has been compiled bv 
er John F. Shipley, M.I.E.E., and will be ready on February 
6th. 

Electric Vehicles in New Zealand.—During the nine 
months ending September last 26 electric motor vehicles. 
valued at £10,557, were imported into New Zealand. All but 
one of the vehicles were of American construction. 


The Japanese Commercial Mission.—In connection with 
the visit of the Japanese Commercial Mission to Edinburgh 
on January 14th, the Edinburgh Chamber of Commerce made 
arrangements for a visit to the electrical engineering work: 
of Messrs. Bruce Peebles & Co.. Ltd. On their arrival at 
the works the party split up into three sections, each 
section starting from a different. point. to avoid confusion 
in the works. Considerable interest was shown at the amount 
of work at present going through the shops for Japan, includ- 
mg Peebles-la-Cour motor converters and quite a number 
cf induction motors (for the Imperial Japanese Navy and the 
Kure Naval Arsenal). At the conclusion of the visit. the 
whole party were addressed by Str John Cowan (chairman 
of the company). 


Public Werks in Batavia.—The Commercial Secretary ai 
Batavia has notified the Department of Overseas ‘Trade һу 
cable that the Public Works Department has officially 
announced that all work temporarily suspended for reasons 
of economy is to be resumed immediately. The resumption 
of this work foreshadows a considerable demand for con- 
structicnal material and engineering accessories. In the case 
of contracts for materiel for public works, dredeoing plant, 
cables, constructional iron and steel, and the like, United 
Kingdom firme mav lodge tendo7s with the Colonial Office. at 
the Hague without the necessity for local representation m 


Holland. 


New French Companv.—lI.e Matér?el de Cáblerie is the 
stvle of a company which has been formed for the manu- 
facture of and trade in articles and machines used in the 
making ef electric conductors. Its offices are at 74, Rue St. 
"soon Deri and its capital is fixed at 250,000 fr., sub- 
scribed in coin.  : 
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NomManuüal Workers.—A deputation from the National 
Federation of Professional, Technical, Administrative, and 
Supervisory Workers met representatives of the Cabinet Un- 
employment Committee at the Ministry of Labour on January 
leth. It was introduced by Mr. William Graham, M.P., the 
Parliamentary adviser to the Federation. 

_ According to the secretary of the Federation, the Ministry 
Is " giving. favourable consideration to the representations 
made on behalf of non-manual workers."—The Times. 


_Gifts to Birmingham University.—The Council of the 
University of Birmingham, in a report to the Court of 
Governors, makes acknowledgment of the following gifts: 
The Watford Electric & Manufacturing Co., Ltd., per 
Messrs. Hunter, Ogle & Co., an automatic Watford motor 
starter; Messrs. Donovan & Co., distribution board; Mr. 
George Ellison, circuit relay, motor starter, and circuit 
breaker; and Dr. Ratcliffe, wireless apparatus. 


The Johannesburg Strike.—The latest available informa- 
tion from the Rand indicates that the strike of miners 
continues. It was announced on Jan. 19th that an agree- 
ment had been reached so far as the coal miners were con- 
cerned, but that these men would not return until the gold 
miners’ demands had been conceded. Messages dated Jan- 
чагу 2186 showed that the supply of coal was running low 
and that the Johannesburg electric tramways had been shut 
down. On this date the statement regarding agreement with 
the coal miners was contradicted, it being reported that the 
men had put forward further demands. Reuter reports that 
a political character has been given to the strike by Nation- 
alist leaders, who urge the nationalisation of the mines and 
the ousting of the Smuts Government. 

A conference was sitting to endeavour to reach agreement, 
but some of the proposals put forward by the Chamber of 
Mines proved unacceptable to a section of the miners. The 
Financial. Times’ correspondent at Johannesburg wired on 
January 23rd that it seemed probable that dismissal notices 
would be suspended and a referendum of the strikers taken. 


Receiver Appointed.—SiMooN ENGINEERING Co., LTD., manu- 
facturing electrical and mechanical engineers, Pramber Road, 
West Kensington, London, W.14.—This company announces 
that, owing to the protracted trade depression and consequent 
financial difficulties, the bank ав debenture-holder, has 
appointed a receiver and manager. The board has con- 
sidered a scheme of arrangement which will enable the com- 
pany to carry on until trade becomes normal, and as soon as 
the accounts have been prepared a meeting of creditors will 
be called to consider the scheme. 


Bulgarian аттау Requirements.—The former American 
Senator, Mr. Hollis, has recently been in Sofia, and, as chair- 
man of the American cominittee of liquidation entrusted with 
the disposal of stocks left over from the war—such as loco- 
motives, wagons, rails, &c.—has resumed his overtures to 
the Bulgarian authorities for the supply of railway material. 

The Minister of Railways (M. Manoloff) in the course ot 
an interview with a local Bulgarian newspaper, stated that 
for certain tenders, such as for the supply of telephone cable, 
lor example, there are not many competitors. "The continual 
Huctuatians of the exchanges with the different countries, 
the variations in wages, the tendency of the Germans—the 
chief. purvevors to Bulgaria thus far—to sell against French 
or Belgian francs, or dollars, are the causes why firms abstain 
from taking part in adjudications. Thus, in the matter of 
the tender for the supply of 400,000 kilcs. of cable, the adjudi- 
cation could not be carried out, as only one firm tendered. 
According to a statement in the Press, attributed to Mr. 
Hollis, the latter is endeavouring to establish factories m 
Bulgaria for the production of electrical machinery. Another 
«heme is said to interest Mr. Hollis: an electric railway 
between Sofia and Kavala, on the Aegean, through the 
Krasna Pass.—Heuter's Trade Service. 


New Electrical Industrial Society for Glasgow.—A mcoet- 
ing, under the auspices of the Glasgow Branch of the Elec- 
trical Contractors’ Association for Scotland, was held in the 
Ca'Doro Restaurant, Union Street, Glasgow, on January 
listh. Mr. R. A. Ure (chairman of the Glasgow Branch of 
ihe Electrical Contractors Association), presiding. "There was 
a large attendance representative of supply authorities, manu- 
facturers, factors, consulting engineers, and associated and 
non-associated contractors. The chairman explained that the 
meeting had been called with the view to inaugurating an 
electrical society which would be representative of the various 
callings constituting the electrical industry. The feeling was 
expressed that the lack of cohesion of effort on the part of 
those engaged in the trade was retarding progress genera!ts 
and while they, as engineers, recognised the J.B.B. as their 
parent Institution, some means of meeting under less forma! 
conditions was called for. The proposal to form such > 
Awietv was agreed to unanimously, and a committee was 
formed to frame a constitution and report at the next meet- 
ing. to be held in February. A paper dealing with '' The 
Outlook in the Electrical Industry in Glasgow.” prepared by 
Mr. R. В. Mitchell. engineer and manager of the Glasgow 
Corporation Electricity Department, was read in Mr. 
Mitchell’s absence, by Mr. G. Morgan, deputy engineer and 
manager of the Glasgow undertaking. The paper was keenly 
appreciated and an interesting discussion ensueu. 


The Engineeriig Trade Situation.—Mr. Thomas W. 
How, M.Inst.Mech.E., Chairman of the Engineering Section 
of the London Chamber of Commerce, reviews the present 
engineering position in the Chamber of Commerce Journal. 
We quote :— 

` Me would be a bold man who could claim, and establish 
his contention, that the year 1941 has been fruitful in re- 
munerative business, or even encouraging in prospect for the 
near future so far as the engineering industry is concerned. 
lhe larger combinations have telt the frost, and in some cases 
are carrying on and replenishing stocks to keep sections of 
their works open for the employment of their labour in order 
to avoid swelling the ranks of the unemployed. The smaller 
concerns With limited capital and resources. аге in a much 
worse plight, and may be said to be living from hand to mouth 
and keep going somehow in the constant hope of a turn in 
the tide. 

t“ Competition for any work in sight has become exceedingly 
keen, and firmis who in pre-war days would have turned over 
small inquiries to the smaller firms are now only too ready to 
compete for the modest prize which offers. With the excep- 
tion of one or two large contracts for Colonial extensions, orders 
of magnitude have been conspicuous by their absence during 
the year, and in several instances important foreign contracts 
in progress have been suspended for a time at the request of 
the Governments concerned owing to financial stress. : 

"* It is difficult under such circumstances to preserve the opti- 
istic tone and to believe in an early revival. Yet there are 
indications that we have touched bottom and that the tide 
hus now turned. The engineering trade is at last beginning 
slowly to emerge from what has probably been the gravest 
crisis in its history, and the plans for development of the 
Crown Colonies and Dependencies, and other Government 
projects for the relief. of unemployment, should result in 
giving an impetus to trade and help to restore confidence. 
It is à more hopeful sign that business should revive gradually 
rather than by a sudden boom, which probably would be 
shortlived and make things worse. 

“ Тһе necessity for a reduction in prices and in costs of 
manufacture has been borne in upon the manufacturing. com- 
munity, with the result that prices have dropped and must 
continue to drop, since buyers are waiting upon a falling 
market, and are holding up their orders in the hope of making 
better terms. 

'* There is a general feeling of hopefulness now abroad that 
with the new year the flow of business will continue to im- 
prove, and if this spirit of confidence can be maintained and 
is justified by encouraging results, even to a limited extent, 
and provided there is no setback by labour unrest, there should 
be a marked and permanent improvement in trade generally, 
which will rapidly extend itself, во that the present vear may 
prove to be the beginning of a return to more prosperous days, 
from which the engineering industry should not be slow to 
derive the full benefit.” 


Electrical Plant in South Africa.—The British and South 
African Export Gazette says that there is no doubt that a real 
'" machinery age '' is in being in Rhodesia. In particular, the 
very keenest interest is being exercised in electric light and 
power plant, and it 1s expected that now Bulawayo, Salisbury 
and Gatooma have given a lead in promoting new town-light- 
ing schemes, there will be others to follow their example. 
Even without further large municipal contracts, however, the 
market for fittings, lamps, &c., is a valuable опе, and the pur- 
chases of electrical machinery and material, which in the first 
eight months of last year amounted to £07.434, as compared 
with £45,453 for the same period in 1920, will be more exten- 
sive than ever in 1922. In this connection as well, of course, 
the adaptation of factory plant using electric power must be 
tuken into reckoning, and, although as vet no great strides in 
general manufacturing activities are being made, the openings 
for flour-milling plant and machinery used in the production of 
articles of food and drink are increasing in number and value. 


Taxation and Trade.—Mr. Ed. С. de Segundo, in a letter 
to The Times Trade Supplement, gives a brief critical review 
of the present situation regarding taxation, trade, and unem- 
ployment. He says: “Only by the re-estabishment of our 
foreign trade can we hope to persist as a nation. To bring 
this about we must produce the commodities our foreign cus- 
tomers want at a cost that will enable us to offer our goods 
in the international market at a price comparing favourably 
with that at which such goods are offered by our competitors. 
This involves the expansion of existing and the exploration of 
new revenues of trade and industry, and. m a paramount de- 
gree, the adoption of all measures calculated to increase the 
efthiciency of our commercial and industrial methods. Fut 
researches into and the necessary trials of new processes or 
methods are clearly of a speculative nature. Hitherto the 
means of embarking upon such legitimate and necessary risks 
has been provided out of savines—either those of a business 
undertaking or those of the individual. Under existing con- 
ditions of taxation, firms or companies cannot, and = indi- 
viduals will not, provide the required means. What induce- 
ment is there for a man who has saved or inherited monev 
to adventure it in anything not ‘a going concern °? ТЕ it 
he unsuccessful he bears the whole loss; if it be successful 
he is mulct in up to 60 per cent.—perhaps more—of his return. 
He naturally says: ‘I may as well play for nowt as work 
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for nowt,’ and puts his money into War Loan or other 
Government loans. A Government, however, does not earn 
money; it merely spends or distributes money, and is generally 
lavish in the exercise of this function. Thus the taxation of 
the nation (including our ^ prudent’ investor himselt) has 
to be increased in order to provide the interest on his ' safe’ 
investment. The inordinately high tax on income and profits 
is killing the exercise of initiative and enterprise whereby 
new opportunities for trade and industrial activity can alone 
be created and the spectre of unemployment laid. The 
Government has adopted a convenient- and temporarily 
effective—method of paying the nation's bill, but it is analo- 
vous to taking bricks from the foundation of a house with 
Which to repair. the chimney stacks. The occupant, seeing 
What is going on, will—if he is able—make preparations while 
there is yet time to seek fresh fields und pastures new.” 


New Indian Company.—.\ Reuter dispatch from Bom- 
bay states that a company has been floated with a capital 
of five lacs of rupees for the supply of electricity within the 
Municipality of Navasari (В.В, & C.I. Rly.) and the adjoin- 


ing area. Engines, generators, switchgear, &c., will be 
required. 
The Copper Market.—.\ Reuter dispatch from Adelaide 


states that the Wallaroo Mining Co. is suspending operations 
owing to the continued depression in the copper market. 


Lead.—Messrs. James Forster & Co. report under date 
January 21st: Тһе outlook is obscure, but, given the same 
average monthly consumption as that we have had during the 
last twelve months, prices should tend to become steady at 
round about present levels. On the other hand, with the 
resumption of supplies from Spain, or a better trade demand, 
this position might change very rapidly." 


LIGHTING AND POWER NOTES. 


Australia.—DaxNprNoxa (Vic.).—In view of the fact that the 
Victorian. Electricity Commissioners are erecting a transmis- 
sion line from Mordiatloc, through Dandenong, to Frankston 
and Mornington, and pending the completion of the Morwell 
scheme, and that power will be purchased from the Melbourne 
Electric Supply Co. at Mordialloc, and transmitted to the 
‘various other centres, the Dandenong Gouncil has decided to 
sell its electric generating plant at present installed, and 
change over from direct current to alterating current.— 
Tenders. 

PROSPECT AND SHERWOOD (N.S.W.).—The electric lighting 
scheme proposed for the municipality of Prospect and Sher- 
wood, N.S.W., is estimated to cost £26,000, and the Council 
is now taking steps to raise a loan to carry out the project. 
Power will be obtained in bulk from the Sydney City Council. 
—Tenders. 

Маму (N.S.W.).—The Attorney-General, acting on the 
relation of about 40 electric-power consumers of Manly, re- 
cently served upon the Municipal Council a statement of claim 
in connection with the proposed conversion from direct to 
alternating current. The action was based upon an alleged 
defect in the Council’s authority to borrow money for the 
purchase of the business of the Manly Electric Light Co., in- 
asmuch as the Governor's approval read :—"' Purpose: Pur- 
chase of buildings, plant, &c., of the Manly Electric Supply 
Co. Ltd., and additions and alterations thereto.” It was con- 
tended that there was no authority to change from direct to 
alternating current.—Sydney Morning Herald. 


Accrington.—[I,oAN SaNcTIONED.—After considerable negotia- 
tions the Electricity Commissioners have granted power to the 
Accrington Corporation to borrow the sum of £100,000 for 
additional plant at its electricity station, which has been 
urgently required for a considerable time. It is understood 
that these powers are not contingent upon the laying of an 
electric cable between Blackburn and = Accrington, as the 
Commissioners recommended a short time ago. 


Bridgend.—I oax.—The Urban District Council has decided 
to apply to the Electricity Commissioners for sanction to а 
loan of £6,400 for extensions to existing plant. 


British Guiana.—H YpbRo-ELECTRIC SURVEY.—A_ correspon- 
dent of the Times Trade Supplement. reports that the Governor 
of British Guiana recently intimated that the Government in- 
tended to ask for a vote to carry out a contour survey of the 
colony above the Great Falls on the Demerara River to decide 
whether or not a reservoir lake could be established to enable 
a good permanent head to be maintained for hydro-electric 
works. The Governor stated that it was not likelv that the 
colony would undertake the construction of hydro-electric 
works out of its own funds, but capitalists in Great Britain 
would be disposed to do so once they were satisfied that they 
would find a market for hydro-electric power if it were pro- 
vided. To ensure this it would be necessary that they should 
have concessions over large areas of land which they could 


open up and develop themselves. This would, however, де. 
pend upon their being able to introduce the necessary popu- 
lation. 


Barrow:in-Furness.—CONCESSIONS FOR | UNEMPLOYED.— The 
Corporation General Purposes Committee has passed a resolu- 
tion recommending to the Electricity Committee that in cases 
Where domestic users of electricity state that they are unable 
to pay their accounts, owing to unemployment, the cases be 
investigated, and, where it is found that enforced payment 
or cutting off the supply would cause hardship, the borough 
treasurer be instructed not to cut off the supply during the 
current quarter. 


Canada.—WinniveG Нүрко-ЕЕстпїс Survey.—The Elec- 
trical News reports that the Winnipeg. Hydro-Electric System 
authorities are carrying out a survey of the Slave Falls, 
Manitoba. The site is about 44 miles from ап existing 
plant at Point du Bois, and any future station will be designed 
to work in conjunction with this plant. 16 is estimated that 
for every l h.p. generated at Slave Falls there should be 1.75 
h.p. at Point du Bois. The survey is expected to occupy two 
or three years. The combination of the existing and projected 
stations 1s expected to result in a development of 170,000 h.p. 


Cannock.—ILoan  SaNCTIONED.—The Electricity Commis- 
sioners have approved of a loan of £36,763 for carrying out the 
scheme for the supply of electricity in the district. Applica- 
tions having been received for the supply of electricity to the 
Brereton and Cannock Chase Collieries in the area of the 
Lichfield Rural Council, the Cannock Urban Council has 
decided to apply to the Commissioners and the Ministry. of 
Transport for an Order or Orders authorising the Council to 
supply electricity to the collieries mentioned. 


Continental.—GrkMany.—The power station at Zschornewitz 
claims to have set up a world’s record by a daily output of 
2,407,000 kWh. This result has been successively achieved, the 
October output having been 2,200,000 kWh. The Elektrowerke 
Aktien Gesellschaft, which owns the Zschornewitz station, 
now supplies 10 per cent. of the electricity delivered by all 
the public power stations in Germany. Three-fourths of the 
electricity consumed in the Berlin municipal area and half 
of that consumed in Leipzig is supplied by this company. 

The large power station in course of building at Bohlen, near 
Leipzig, planned for an output of 1.2 million. kW, 1s to be 
so linked with the Walehensee power station that when 
the water level is high the latter may be able to transmit 
energy into Saxony, while, during unfavourable states of 
water-level, the former may come to the help of the Wal- 
chensee station. l 


Iraty.—By a Royal Decree the provinces of Venice, Treviso, 
Belluno, Padua, Rovigo, Vicenza, and Ferrara are authorised 
to form a company to provide and use hydro-electric power 
from the basins of tne Brenta and the Piave, and their feeders, 
as well as from other watercourses of the provinces. | The 
powers conferred comprise not only the construction and 
equipment of works and generation and distribution of elec- 
rticitv, but also its acquisition from third parties. Irrigation 
and navigation schemes are not excluded froin its operations. 
The company’s capital, subscribed by the provinces interested, 
is unlimited, but must be repaid within 50 years. Bonds шау 
be issued. ‘The company as under the supervision of the 
Ministry of Public Works. 

An official report on the economic situation in Venezia 
Tridentina gives the following account of the hydro-electric 
industry there :—The whole of this region 3s fairly rich in 
water-power. ‘The biggest establishment is that on the Sarca 
belonging to the Azienda Elettrica Autonoma del Municipio 
di Trento. [t generates 15,000 h.p., which in a year will be 
increased to 35,000. Another. plant is that on the Penale, 
which utilises the big fall issuing from the Lago di Ledro and 
falling into the Lago di Garda. This plant was destroyed 
during the war and has not been reconstructed, but a recent 
agreement come to between the inunicipalities of Rovereto and 
Riva and the Provinces of Mantova and Verona will enable 
its reconstruction with an output of 40,000 h.p. The Società 
Elettrica Trentina has an installation in the Val di Fiemme 
on the Avisio, with a capacity of 8.000 h.p. The plant is being 
reconstructed to serve the Predazzo mine field. The Società 
Elettrica Trentina is planning to raise the power of the plant 
on the Avisio to 70,000 h.p. by means of three new falls along 
the course of the river. Lastly, there is a small plant situated 
on the Novella in the upper Anaunia Valley, now equal to 
1.600 h.p., but shortly to be raced to 4,000 h.p.. and a plant 
of the t Etsch Werke "' at Toll in the Valle Venosta with an 
output of 40,000 h.p. 


Conway.—Evectricity ScrPLY.—The Town Council has 
entered into an agreement with the North Wales Power Co. 
for a supply of electricity to the town. The estimated cost 
of erecting overhead transmission lines and installing trans- 
formers and switchgear, &c., is £10,000, and the Council 18 
prepared to lend that amount to the company, to be repaid, 
with interest, in 25 years. The Council has also agreed to 
take a minimum supply of electricity of 320,000 units per 
annum at 134. per unit, and steps are being taker to canvass 
for consumers. 
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Douglas (I. of M.).—New Power SraTIoN.—The Electricity 
Committee has discussed with Mr. Dykes, the engineer to 
ше electrical undertaking, various sites for the new electricity 
undertaking, and has recommended one near North Quay. 
lhe proposed site is in the centre of the district where the 
uot power would be required. 


Electricity District.—NongrH-WresT MipLANDs.—The Elec- 
tivity Comunissioners give notice that they will hold a local 
inquiry ш the Council Chamber, Town Hall, Wolverhampton, 
өп February 21st, 1922, at 10.30 a.m. and on following days 
with reference to Ше area to be included in the proposed 
district and. to consider a scheme which hus been submitted 
i the Conference of Authorised Undertakers for the estab- 
iithment of a Joint Electricity Authority. 


Ireland.— WATER Power Resources.—The Council of the 
Feval Dublin Society has appointed the following committee 
tu deal with the question of the water resources of Ireland 
aud to take any steps considered advisable to help in their 
development :—Sir Johna Р. Griffith, Viscount Powerscourt, 
the Right Hon. Frederick Wrench, Professor P. F. Purcell, 
Professor F. E. Hackett, and Messrs. Geo. Fletcher, John 
(зә, апа E. Anderson. The committee has been requested to 
njert on the subject at an early date. 


Jersey.— ELECTRICITY Suppty.—The States Assembly has 
wider consideration a proposal for the erection of a power 
пор for the supply of electricity to the island. The scheme 
i* to be carried out free of cost to the island. 


Kilmarnock.—Yran's WORKING.—The total revenue of the 
hectricity Department (engineer, Mr. W. C. Bexon) for the 
sar ended May 15th last amounted to £125, 101, as compared 
| £783.945 in the preceding year. Working expenses 
led £92 20. as ugainst £56,421, leaving a gross profit of 
z oa (£22,524). The net result was a profit of £5,285, a 
‘Vasiderable increase upon the previous year's profit of £961. 
ire number of units sold rose from 13,405,483 to 16,777,388. 


Liverpool.— AGREEMENT  SiGNED.—The ugreament between 
ihe Liverpool and Bootle Corporations for the acquisition of 
motle electric undertaking by Liverpool was signed and sealed 
ast week. It comes into force on April Ist, and the transfer 
хш be completed by July Ist. 


London.—ST. Pancras.—The Borough Council has received 
tie sanction. of the Electricity Commissioners to loans of 
Lid and £14,300 for mercury vapour rectifiers and build- 
ma purposes respectively. 

II3MMERSMITH.—Ihe Electricity Committee reccmmends the 
eenditure of £500 upon an experiment in the wiring of small 
ioperty. A specimen street is to be selected where there are 
X present. по mains. Consumers will guarantee a minimum 
rament, and it is hoped by this means to encourage the use 
celectricity for domestic purposes. 

Hu kNEY.—The accounts of the Electricity Department 
engineer, Mr. L. L. Robinson) for the year ended March 3lst 
at showed a total revenue of £158,816, as compared with 
413572 in the preceding year. Working expenditure 
acounted to £100,651, as against £76,163, leaving a gross 
иол of £55,165 ((£42,409). The net result after payment of 
аша] charges was a profit of £13,170, a considerable increase 
uen the 1919-20. figure—£2,754. There was a profit of £780 
4, the Sales Department, which was a decrease from the last 
sa» s profit £2,034. e number of units sold rose from 
Jut 195 to 17,439,387. With the accounts appears а table 

“paring the Hackney undertaking with the undertakings 
4 «ven other London municipalities. From this it is seen 
tat although the Hackney load factor is not so high as most 
4 the others, the working costs are the lowest—l.32d. per 

эл sold. The fuel cost per unit is also the lowest, and 
a and management expenses compare very favourably 
aah those of the other stations given. 


Oswestry.—PROPOSED INCREASED  CHanGES.—The Electric 
i липи Co. has applied to the Electricity Commissioners for 
«suben to increase the charge for electricity from 8d. to 
Is. 3d. per unit. 


веер — ELECTRICITY Surety SCHEME.—The Urban Dis 
mt Council is taking steps to obtain a special order for 
ite the town by electricity. 


Preston.— NEW Power StaTion.—The Electricity Commit- 
te has recommended the erection of the new power station 
4t the south side of the Ribble. It is proposed to install two 
Jakk W turbo-generators at an estimated cost of £420,000, 

and application is to be made to the Electricity Com- 
iiejeners for the requisite borrowing powers. - The Commit- 
-- has also agreed to the Preston and Blackburn stations 

ш connected by a duplicate main at an estimated cost of 
клн the cost to be borne by the two authorities in equal 
c ares, subject to satisfactory arrangements being made be- 
‘cen the town authorities regarding . financial and other 
utters in connection with linking up the two towns. 


.ExrrssioN OF Time Limit.—The Electricity Committee has 
^ ded to recommend that the time limit for the purchase of 
te National Electric Supply Company's undertaking һе ex- 
тй from the end of February, 1922, to the end of Feb- 
агу, 1923, 


Skipton.—Loan SancrTionep.—The Urban District Council 
has received sanction from the Electricity Commissioners to 
borrow £11,00U for the purpose of supplying electricity to the 
town. Up to the present the scheme of supply in bulk by 
Keighley Corporation has not been approved. 


Swansea.—Loax.—The Town Council has applied to the 
Electricity Commissioners for sanction to the borrowing of 
£1,993 to cover the amount overspent on a loan sanctioned for 
extensions to mains, &c. 


St. Ives (Hunts.).—-Evecrricitry сорри. Тһе Town Coun- 
cil has decided to take steps to ascertain the cost of the intro- 
duction of an eleetric lighting scheme for the town. 

Weston-super-Mare.—StTrreeT LighTing.—The Urban Coun- 
cil has imvited the Electric Supply Co., Ltd., to submit a 
scheme for lighting the town. 


TRAMWAY AND RAILWAY NOTES. 


Australia.—FnuEMANTLE | (W.A.).—The annual report of 
the Tramways and Electric Lighting Board for the year ended 
August 3lst, 1921, shows a total revenue of £103,382, as conn- 
pared with £91,502 in the previous year. Working expenses 
amounted to £82,903, leaving a gross profit of £20,479 (£19,612). 
After providing for interest on loans, there was a net profit 
of £13,519. 

VicTORIA.— The. electrification of the Victorian railways 1s 
nearing completion. A report recently issued shows that 74 
out of a total of 143 route miles of suburban system is now 
electrified, the total cost to date being approximately £4,000,000. 
The estimated total cost of carrying out the scheme is 
£5,200, 000. | 

SvbNEY (N.S.W.).—A new type of car is being intro- 
duced to the city tramway system. The total weight of 
the car is 17 tons—2 tons less than the standard cars weigh— 
and it has numerous side windows providing ample ventila- 
tion. The motors are automatically controlled and run up 
smoothly and gradually to the required speed. The new cars 
аге being put into commission immediately they are delivered. 


Continental.—I*kance.—The Paris Municipal Council has 
opened an international competition for plans for the estab- 
lishment of a moving platform: underground within the city's 
area. Premiums of 100,000, 50,000 and 30,000 fr. may be 
awarded for the best schemes. 

Norkway.—According to the Board of Trade Journal, the 
Aker municipal authorities have agreed to guarantee that 
sutticient capital to complete two electric railways, for which 
concessions have been granted to A/S `' Akersbanerne,” shall 
be at the disposal of the company. The municipal authorities 
are also reported to have undertaken to guarantee a loan of 
two milhon kroner to be taken up by * Akersbanerne ”’ for 
the purpose of commencing bujlding operations on both rail- 
ways, conditionally upon both railways being constructed 
simultaneously and the work being initiated during the pre- 
sent winter. 

FINLAND.—The electrification of a part of the Finnish rail- 
way network is projected. As the southern half of the land 
is poorer in natural fuel than the forest-clad northern half, 
the electrification of the former section is of importance. 
Here the water resources available favour the construction of 
hvdro-electric. installations. "The line first to be taken in hand 
will be the Riihimaki-Viborg, which has a heavy traffic. The 
next will be that running from Helsingfors to Riihimáki 
and Abo. In the third period, the northern Viborg-Konvola- 
Riihimäki sections will be taken in hand. 


Halifax.—Extexsions.—The Tramways Coniditiee has de- 
cided to recommend the Town Council to approve the exten- 
sion of a single line from the present Skircoat Green tramway 
terminus to the top of Copley Hill. 


Hull.—NEw Track.—The Tramways Committee proposes 
to lay a loop line through Anne Street and Osborne Street, to 
relieve the congestion at Midland Street corner, at an estimated 
cost of 6.000. 


India.—Pnorosep RaiLway ELECTRIFICATION.—The Govern- 
inent has before it a proposal for the electrification of the 
railway at Kadugannawa. incline, a distance of nearly twelve 
miles, when the hydro-electric scheme is put into operation. 


Jersey.—HRaiL wAy ELECTRIFICATION.—In connection with the 
suggested scheme for the erection of a power station, it is 
proposed to electrify the two railways. The whole scheme is 
to be carried out free of cost to the island. 


Mexico.—RalILw is to be 
shortly issued on the proposed electrification of the railway 
between Esperanza and Orizaba, a distance of 30 miles. It 
= estimated that the scheine will take over a year to com- 
plete. 


Newcastle.—I.GuT Rawway.—The Electricity Committee 
has decided to apply to the Ministry of Transport for sanction 
to construct a light railway to Westerhope and Denton Burn 
at an estimated cost of £15,000, in place of a tramway route 
extension, Which it is estimated would cost £60,420. 


CEEE 
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TELEGRAPH AND TELEPHONE NOTES. 


Argentita.—New WinELEss Station.—The erection of the 
new wireless telegraph station that 1s being established by 
the Compania Radio-Telegraphico Argentina Transradio at 
Monte Grande, F.C.S., was commenced in January, 1921. The 
site of the station covers some 569 hectares and two of the 
210-m. metal towers that will support the antenna have 
been erected, whilst two others are in course of erection. ‘Lhe 
transmitting station will be in direct connection with the 
receiving plant, which is to be built at Villa Elisa some 
25 km. distant. The central offices in the city of Buenos Aires 
_will be in direct communication by a high-speed telegraph 
line with the receiving office, from which it will be possible 
to transmit up to 1,000 letters per minute. It is the intention 
also to open receiving and distribution offices in the principal 
¢ommercial centres of the Republic, all of which will be in 
direct communication with the central office in Buenos Aires. 
The authorised capital of the company is $10,000,000 m/n., 
of which $7,500,000: m/n. has already been paid up. This 
latter sum is the estimated cost of the works. It is anticipated 
that with annual receipts of $1,830,000 m/n. it will be possible 
to distribute dividends of about 10 per cent. It is already 
possible to receive messages from all parts of the world at the 
station, and it is hoped to have the transmitting station avail- 
able for public service about the middle of this year.—Review 
of the River Plate. 


Canada.—Cross-CONTINENTAL  SERvICE.— November 22nd, 
1921, marked the opening of cross-Continental cominereial tele- 
graph service over lines owned entirely by the Canadian 
Government, says the Electrical News. Speaking of the 
event, Mr. G. H. Daniels, manager at Vancouver for the Great 
Northwestern ‘Lelegraph Co., now a Government line, said :— 
“Pwo commercial wires to eastern Canada are now open, 
and while this is a big step, it is but one step towards unitica- 
tion of all Government-owned telegraph services in Canada. 
Prior to the completion of the lines just put in to regular 
service, the Government owned no commercial telegraph lines 
connecting B. C. with Eastern Canada. Neither was there 
a direct connection with the system in South-Eastern B. C. nor 
the Yukon telegraphs, both of which have been Government- 
owned and operated services for many years. At the time the 
Canadian Northern Railway was purchased by the Dominion 
Government, the controlling interest in the Great North- 
western lelegraph Co. was also acquired, as it was owned by 
the Mackenzie and Mann interests. Only railway telegraph 
lines had been constructed by the Canadian Northern across 
Canada, and now the Government has completed the lines 
which have been opened. 

' Both in Eastern and in Western Canada the Government 
owns a number of telegraph lines covering more or less exten- 
sive areas. The addition of the G. N. W. system considerably 
increased the Government holdings in Eastern Canada, and 
assisted to co-ordinate them to some extent. In British Colum- 
bia the G.N.W. lines did nok reach many points, the chief 
being Victoria, Vancouver, and New Westminster. In South- 
Eastern B. C., however, more than 200 points are served by 
the Government commercial telegraph lines which were con- 
trolled and superintended from Kamloops. The Yukon Tele- 
graphs, which reach across the Caribou and Northern B. C. 
to the Yukon, ended at Ashcroft. In addition to those two 
systems, the Government, on acquiring the Grand Trunk 
Pacific, took over that company's commercial telegraph lines 
extending eustward from Prince Rupert. 

'" As tbe main line of the Canadian National Railway into 
Vancouver touches both Ashcroft and Kamloops, near Jasper 
Park, the new commercial lines now in commission along the 
Canadian National link up all the Government telegraphs in 
British Columbia, and also connect them direct with Eastern 
Canada.” 


France.—\WIRELESS TELEPHONE METEOROLOGICAL SERVICE.— 
The National Meteorological Office has elaborated a plan by 
which agriculturists throughout France may be provided with 
the official weather forecast. Hitherto the farmers who paid 
a yearly subscription were supplied with this news by tele- 
graph, but such a method necessarily entailed delay, and was 
costly. The new service is to be by wireless telephony from 
the Eiffel Tower, the voice being transmitted direct from the 
offices of the National Meteorological Office. The trial tests 
will be made shortly, and as soon as the service is working 
perfectly it will be available to everyone interested in the 
weather throughout France, special forecasts being made for 
the various districts. Receiving sets for wireless telephony 
are neither complicated nor costly, and since the sound is 
transmitted direct no special knowledge is required.— Reuter's 
Trade Service (Paris). 

For over a year Mr. F. Smith has used wireless telegraphy 
for the same purpose as that explained above at his Rutlands 
Farm at Felsted, in Essex. It has proved invaluable in saving 
unnecessary labour and expense by preventing operations 
which would have been rendered useless owing to sudden 
weather changes. 


French West Africa. Boe WIRELESS STATION.—À telegram 
from Dakar announces the inauguration of a new wireless sta- 
tion on the Ivory Coast. The post in question is situated at 


Grand-Bassam, and has a radius of three hundred miles. Its 
chief use will be to enable vessels to communicate with the’ 
land twenty-four hours before they arrive. —Heuter's T'rade :. 
Service (Paris). | 


7 


Kiaochow.—Jaran Rexocusces Савік RIGHTS,—AÀf а meeting | 
of the Chinese and Japanese delegates on January l9th ai^ 
Washington, the Japanese renounced Japan's rights over the: 
former German cables in the Kiaochow leasehold. The cubles:’ 
affected are the Chefoo-Tsingtao and the '[singtao-Shanghai | 
lines, which were laid by the Germans. ‘fhe Tsingtao-Sasebo д 
cable, which the Japanese laid down, will be operated by 
a joint Chino-Japanese Commission subject to the terms of © 
existing contracts to which China is a party. The Japanese , 
have agreed to hand over to Chinese control, subject to fair’ 
compensation, the two wireless stations in the leasehold, опе 
ut ‘lsinan-fu and the other at Tsingtao, immediately; the- 
Japanese troops ure to be withdrawn from these points.—-- 
Reuter's Trade Service (Washington). б 

Norway.—Brncen Station.—The Norwegian Radio Co," 
which represents the Telefunken concern, states that the 
Bergen radio station has ordered a modern. valve-transinitting* 
plant with a radius during the day of 3,000 kilometres for - 
telegraphing and 600 kilometres for telephoning. "The Bergen 
radio station will be the first of the Norwegian coastal stations 
able to communicate by wireless telephony with ships at sea... 
—Heuter's Trade Service (Christiania). 


Russia.—TELEGRAPHIC COMMUNICATION.—The Great Northern 
Telegraph Co. on January 18th reopened its station in Petro" 
grad for the transmission of telegraphs between Russia and 
other countries, except Finland. The telegrams are censored in 
Russia and forwarded direct between Petrograd and the com- 
pany's cable station at Gothenburg.—KHeuter'’s Trade Service 
(Copenhagen). 


Sweden. — UNDERGROUND CABLES.—The Swedish Govern- 
ment is about to construct an extensive network of under-: 
ground cables between Stockholm and Gothenburg. ‘The 
length of the line will be over 5,000 km. It will be the 
longest line of its kind in Europe, and only exceeded anywhere | 
by that between Boston and Washington, in the United 
States. To carry out this huge scheme 140 million metres of, 
wire will be needed, 25,000 loading coil, eight repeating sta-- 
tions, and 300 repeaters. The scheme will require a year and 
a half to complete.—L’ Electricien. 


United States.—NrEw — CaBLESs.—Mr. Mackay, president 
of the Commercial Cable Co., announces that under a con- 
tract with the German Atlantic Co., two new cables from New 
York to Emden, via the Azores, will be laid and put into - 
operation by October, 1923.—Heuter'a Trade Service (New 
York. The cost of the undertaking is estimated at £2,500.000, 
says the Daily Mail. 


The Telephone Service.—CaitHxess.—The number of sub- 
scribers required for the installation of a telephone service in 
Thurso and the country district of the county having been 
secured, the work of installation will be proceeded with forth- 
with. This is the first step towards linking up the North 
with the trunk line to the South. 

LEED3-YOkRK.—A *'no-delay " telephone service between- 
Leeds and York, by means of the new underground cable, has 
just been brought into service, and it is boped that a similara 


service between Leeds and Harrogate will shortly be estab- 
lished. 


Wireless Telegraphy.—Braprorp ExuyiBmiosx.—The first 
exhibition of wireless apparatus to be organised by tbe Brad- 
ford Wireless Society was to be held on January 27th and 25th 
at the Bradford Technical College, at which there were to be 
frequent demonstrations and transmission of messages a 
wireless telegraphy and telephony, both of speech and music, 
from local stations and from the Eiffel Tower at Paris, b. 
arrangement with the director-general there. A public lecture 
and demonstration is to be given by Prof. G. W. Howe, D.Sc. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELEOTRICAL BEVIBW in which the 
“ Official Notice " appeared.) 


OPEN. 


Accrington.—Corporation. Опе 6,000-kW  turbo-alterna- 
tor with condensing plant. January 90th. 


Australia.—MtLBOURNE.— Victorian Railway Commissioners. | 
March tth. 35 cabin transformers for power signalling. (Con- 
tract No. 34,863).* 

P.M.G.’s Department. 
and parts. (Sched. ^4^* 
(Sched. 546.) 


March 8th. Switchboard apparatus 
March loth. Protective apparatus | 
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Belgium.—Office de d'Electricité, 95, Rue de la Charité, 


Brusseis. 50,500 white enamelled porcelain insulators. 


March llth. Municipal Authorities of Ghent. Four electri- 
cally-operated cranes for the Ghent docks. Particulars from 
the Hotel de Ville, Ghent. 


February 11th. Municipal Authorities of Ixelles, Brussels. 
Electricity meters. Particulars may be obtained from, and 
tenders are to be sent to, the Hotel Communal, Ixelles-lez- 
Bruxelles, Belgium. 


Bulgaria.—March 215. Bulgarian Postal Authorities. 
Telephone pole-line hardware (four pin carriers for insulators, 
bolts, &c.).* 

March 2th. 3,000 junction pieces for batteries, &c.* 

Edinburgh.—February 15th. Electricity Supply Depart- 
ment. Auxiliary circuits and electric lighting and earthing, 
fur Westbank power station. (Spec. No. 34.) (See this issue.) 

Eston.—February 28th. Urban District Council. Over- 
head lines, underground cables, transformers, sub-station 
equipment, and public lighting fittings. (See this issue.) 

France.—Paris.—May Ist. Supply of central battery tele- 
phone apparatus for subscribers’ posts. Apply Direction de 
e en Téléphonique, 4e Bureau, 109, Rue de Grenelle, 

aris. 

Italy.—Rome.—April 30th. Italian State Railways. Elec- 
tnhication of the Bologna-Montfalcone Line. Particulars from 
Direzione. Generale Ferrovie dello Stato, Home. 


London.—IsiriNGTON.—February 16th. Electricity Depart- 
ment. Electrical and engineers’ stores for 12 months. (Junu- 
ary 13th.) | | 

HAMMERSMITH BoRouGH Сосхси, is recommended by the 
Electricity Committee to invite tenders for the annual con- 
tracts for electric light sundries, insulated wire, joint boxes 
und connections, meters, &c. 


_ Manchester.—February 
One 2.000-kW induction 
(See this issue.) 

New Zealand.—Dtnepin.—March 31st. City Council. One 
]30-h.p., 3-phase induction motor and reduction gear." 

Portlaoighise.—February 8th. District Mental Hospital. 
Supply of 55 complete renewal sections for 33 plate, B.N. type, 
Sandycroft battery. (January 30th.) 

Salford.—January 3151. Board of Guardians. Altera- 
tions to electric lighting installation at the institution. E. H. 
Inchley, Clerk to Board of Guardians, Eccles New Road, 
Salford. 


Warrington.—February 6th. 
Main e.h.p. switchboard extension. 


10th. Electricity Committee. 
motor generator with switchgear. 


Electricity Department. 
(January 138th.) 


*A copy of the plan, specifications, and conditions of tender, 
te., can be inspected at the Department cf Overseas Trade 
(Roum 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Australia.— MeLBourNe.—City Council. Accepted :— 
Electricity meters, £3,187.—W. ©, Watson & Co. Ltd.—Tenders, 


Eastbourne.—In our issue of January 13th, p. 57, we re- 
ported the placing of a contract with Messks. W. Н. ALLEN, 
Soss & Co., Imb., for a 2,500-KW single-phase generating set 
for the Corporation. The alternator will be a G.B.C. 
machine made at the Witton Works, Birminghain. 


Glasgow.—Town Council. .\ccepted:— 
Electric lighting, &c., of the lodge and laundry at Mount Blow Home.— 
JoBnsion, Park & Co. 


Government Contracts.—The following Government con- 
tracts were placed during December, 1921 :— 


War OFFICE. 


Electric cells.—Chloride Electrical Storage Co., Lid; Edison Swan Electric 
Co., Ltd.; Ever-Ready Co.. Ltd.; Fuller's United Electric. Co., ТАЧ. ; 
General Electric Co., Ltd.; Pritchett & Gold & E.P.S. Co., Ltd.; 
Siemens Bros. & Co., Ltd.; Tudor Accumutator Co., Ltd. 

Electric fans.—V eritys, Ltd. 

Ebctric generators.. Electrice Construction Со,, Ltd.; Vickers-Petters, Lid, 

Electric meters.—-Chamberlain & Hookham, Ltd. 

Transformers.—Ferrant, Ltd. 

Rotary. transformers, — Newton Bros., Ltd. ; Small Electric Motors, Ltd. 

Wireless Y. valves.— British Thomson-Houston Co., Ltd.; А. C. Cossor, 

Ltd.; General Electric Co., Ltd. ; Mullard Valve Co., Ltd. 

Electric wire.—Enfield Ediswan Cable Works, Ltd.; General Electric Co., 
Led. 

Атк MINISTRY. 

Underground cables.—Macintosh Cable Co., Ltd. 

Condensers.—H. W. Sullivan. 

Conduit boxes.—Credenda Conduits Co., Ltd. 

Flartric lamps.—Notable Electric Co.; General Electric Co., Ltd. 

Generators, &c.-—-Rotax (Motor Accessories), Ltd. 

Wireless telegraph kcys.—C. A. Carter & Co. 

Reveivers.—H. W Sullivan. 

Volrmeters.—Johnson & Phillips, Ltd 

Wireless telegraphy masts.—C. F. Elwell, Ltd. 


Post Orrick. 

Telephone apparatus.—British L. M. Ericsson Manufacturing, Co., Lid.: 
General Eletric Co., Ltd. (Peel-Conner Telephone Works, Ltd.); 
Pharnix Telephone & Electric Works, Led.; Western Electric Co., Ltd. 

Testing. protective apparatus, &c.—Evershed & Vignoles, Ltd. 

Wireless telegraph upparatus.—Marconi Wireless Telegraph Co., Ltd. 

Telegraph znd telephone cable.—Enficld Ediswan Cable Works, Ltd.; 
able Co., Ltd. 


Coating old bell receivers with lithold.—New Lithoid, Ltd. 

Loading «ells.— Western Electric Co., Ltd. 

Cords tor telephones.—British Insulated & Helsby Cables, Ltd.; Macina 
tosh Cable Co., Ltd ; Ward & Goldstone, Ltd. 

Ducts.— Albion Clay Co., Ltd.; Doulton & Co., Ltd. 

Distribution cable plugs.—British Insulated & Helsby Cables, Ltd. 

Lead sleeves.—T. & W. Farmiloe, Ltd.; С. Farmiloc & Sons, Ltd. 

Enamelled copper wire.—Concordia Electric Wire Co., Ltd. 

G.l. strand wire.—Rylands. Bros., Ltd. 

Laying conduits.—A large number of contracts have been placed during 
the month for laying conduits in various parts of the country. 

Manufacture, supply, drawing-in, and jointing cable junction.—Hanley- 
Birmingham : Callender's Cable & Construction Co., Ltd.; Manchester- 
Hanley : British Insulated & Helsby Cables, Ltd.; Derby-Birmingham : 
Western Electric Co., Ltd. 

Telephone exchange equipment.—Dundee : Peel-Conner Telephone Works, 
Litd.; sub-contractors, D.P. Battery Co., Lid., for batteries, Crompton 
and Co. for charging set. Ramsgate: Peel-Conner Telephone Works, 
Ltd.; sub-contractors: Chloride Electrical Storage. Co., bar. for bat- 
teries; Crompton & Co., Ltd., for charging set. Rawtenstall: Peel- 
Conner Telephone Works, Ltd.; sub-contractors: Tudor Accumulator 
Co., Lid., for batteries; Crompton & Co., Lid., for charging set. 
Park (London): Automatic Telephone Manufacturing Co., Ltd. 

Telephone repeater station equipment.—Fenny Stratford, Derby: Western 
Electric Co., Ltd. : | 

CROWN AGENTS FOR THE COLONIES, 

Copper wire, &e.—Shropshire Iron Co., Ltd. 

Cable, &e.—Callender’s Cable & Construction Co., Ltd. 

Connecting cables, &c. —W. T. Glover & Co., Led. 

G.L wire. —Rylinds Bros., Ltd., and W. Bain & Co, 

Insulator spindles. —RBayliss, Jones & Bayliss. 

Insulators,— Taylor, Tunnicliffe & Co., Ltd. 

ift.—W'avygood-Otis, Ltd. 

Transformers.— Metropolitan-Vickers Electrical Export Co., Ltd. 

H.M. Orrice oF WORKS. 

Engineering services.—Electrical and mechanical works (labour only), Bir- 
mingham, Bristol and Liverpool: Alpha Manufacturing Co., Lid. 
Edinburgh and Glasgow : Woodward, Sons & Co., Ltd. 

COMMISSIONERS OF PUBLIC WORKS, IRELAND. 

Plumbing, gas fituing, and electrical work and supplies.—Belfast: A. 
Stevenson, 

London.—L.C.C. Education Committee. Accepted:— 

Electric lighting installations at Sherington Road, Greenwich, School, £506; 
and Webb Street, Bermondsey, School, £019.—H. J. Cash & Co., Ltd. 


Establishment Committee. .\ccepted:— 


Two main-power distribution boards and supply of power sub-distribution 
boards, in connection with the permanent electrical insulation at 
the New County Hall, £1,014.—Dorm.n Smith, Lid. 

Additional mains and circuit’ cables, £3,000.-—Pirclli-General Cable Works, 


Ltd. 
Lightning conductors at the New County Hall, £1,411.—W. J. Furze and 
Co., Ltd. 


PappINGTON.—Council. 
Maintenance of the eleciric light, telephones, bells, and motors at the 
Town Hall and other. buildings.— Messrs. Cunningham, Ltd. 


HackNEY.—Corporation Electricity Committee. Accepted :— 

Condensing-water circulating pipes, £91U.—Sianton Ironworks Co., Ltd. 

HAMMERSMITH.—Electricity Comunittee. Accepted :— 

dao .l sq. in. 3-core Lp. cable, £347.— Enfi-d. Ediswan Cable Works, 

South Africa.—JoHaANNEsEURG.—According. to an African 
World cable, the Railway Administration has plated ап order 
fcr 60 electric locomotives with the Vickers Co. of Natal. 

As we go to press we learn that the Metropolitan-Vickers 
Electrical Co., Ltd., of Tratford Park, has received the first 
order placed in connection with the electrification of the 
Glencoe-Maritzburg section of the Natal line for the Union of 
South Africa, the value of the order being between £750,000) 
and £1,000,000. The order was received in the face ot the 
most strenuous European and American competition. This is 
obviously the contract referred to above. 


Swansea.—The Borough Council on Wednesday last week 
reversed the decision of the Electricity Comittee to place a 
contract for a transformer with a British firm, although a 
French fira’s quotation was lower. ‘Lhe committee recom- 
mended the acceptance of the tender of Messrs. Ferranti, Ltd., 
for a transformer at £1,408. This, 1t was stated, was the lowest 
British tender. The French firm La Transformeur sent in the 
lowest tender of all—£900. Those who favoured the accept- 
ance of the French tender contended that the Corporation 
should buy in the cheapest market if it could get an article 
of equal quality. The chairman of the Electricity Committee, 
Colonel Sinclair, said that but for the difference in the rate 
of exchange the French price would be double. He showed 
that no less than £870 of the sum quoted by the British 
firm would be expended in wages, and emphasised that the 
acceptance of the French tender meant throwing British work- 
men out of employinent for weeks. Оп a division the contract 
was awarded to the French firm by a large majority. 


Willesden.—Electric lighting, &c., at Salusbury Road 
and Stonebridge Council Schcols.—Cary, Hallewelf & Co. 
Accepted. 

Worcester.— Messrs. Royce, Ltd., of Trafford Park, have 
received an order for a 2-motor electric telpher with self- 
dumping grab of 1-ton capacity from the Worcester Corpora- 
tion for the electricity works extension. 


"ELECTRICAL REVIEW" SERVICE 


DEPARTMENT. 


To enable us to complete replies to queries received this week, 
we need the names of suppliers or manufacturers of :— 
MASTIC commutator cement. 
ANTIVOLTON insulating material. 
NORMA ball races. 
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FORTHCOMING EVENTS. 


National Association of Supervielng Eleotriciane.—Saturday, January 28th. 
At Fra«ati's Restaurant, Oxford Street, W. At 6.30 p.m. Annual dinner 
and musical evening. 

illuminating Engineering Soclety.— Tuesday, January 3ist. At the Royal 
Society of Arts, John Street, Adelphi, W.C. At 8 p.m. Discussion on the 
“Use of Light as an Aid to Aerial. Navigation," to be opened by Lt.-Col, 
L. F. Blands, R.E. 

Industrial League and Oouncil.—Wednesday, February Ist. At Caxton Hall, 
SW. At 7.40 pm. Lecture on " The Curse of Work," by Mr. H, T. 
Simith. 

Paisiey Association of Electrical Engineers.—-\Wednesday, February Ist. 
Аа аһе YMCA. Buildings, 25, High Street, At 7.30. ран, Apprentices’ 
papers on subjeuas of interest to electrical engineers, 

Northampton Engineering Oollege Engineering Society.-—Wednesday, 
February Ist. At the Northampton. Institute, Si. John. Street, ELC. M 
5.30 p.m. Paper оп “ Design and Testing of Motor-cycle Engines." 

Electrical Wholesalere’ Federation.—Thursdav, February Эп. At the 
Trocadero Restaurant, Piccadilly, W. At 7 p.m. Dinner. 

Institution of Electrical Engineere.— Thursday, February 2nd. At the In- 
stitution, Vietgria Embankment, М.С. At 6 p.m, Paper on the | Inter- 
connection of A.C. Power Staiions," by Messrs. L. J. Romero and J. B. 
Palmer. 

(Dundee Sub-Centre).— Monday, January 30th. At the Royal British 
Hotel, Dundee, At 7.30 p.m. Smoking concert. 

(South-Midiand Oentre).— Wednesday, February Ist. At the Univer- 
sity, Birmingham. At 7 p.m. Paper on “Single and Three-phase Com- 
mutator Motors with Shunt and Series Characteristics," by Dr. S. r. 
Smith. 

(Wireless Section).— Wednesday, February Ist. At the Institution, Vic- 
toria Embankment. At 6 p.m. Papers on ** The Determination. of the 
Decrement of a Distant Sending Station," by Major J. Erskine-Murray 
and Mr. B. Williams; and * Some Methods of Radio-Navigation,'"' 
by Major J. Erskine-Murray and Capt. J. Robinson. 

Chelmsford Engineering Society.— Thursday, February 2nd. At the East 
Anghan Insumute ot Agriculture. At 7 pam. Paper on “Fhe Design 
and Operation of Condensing Plants," by Mr. H. G. Allen. 

Liverpool Engineering Society.— thursday, February 2nd. At the Ex- 
change Starion Hotel. At 7 for 7.30 p.m. Annual dinner. 

Chemical Society. -lhur-dav, February 2nd. At Burlington. House, Picca- 
dilly. At N p.m. Ordinary scientific meeting. 

Junior institution of Engineers.—Fridav, February 3rd. Ат Caxton Hill. 
Westminster, N.W. At 8 pam. Paper өп * Utilisation of Waste Heat 
from Internal-combustion Engines," by Major W. Gregson. 

institute of Gost and Works Accountanta.— Friday, February 3rd. At the 
Gordon Salon, Holborn Restaurant. At 2.30. p.m. Conference on The 
Necessity for. Scientific. Costing, 


NOTES. 


The Regent Theatre, Brighton.—EnnaTUM.—Referring to 
the article on this subject in our issue of January 90th, Messrs. 
W. J. Furse & Co., Ltd., of Nottingham, write to point out 
that they supplied and erected the lifts mentioned on page 93, 
but the name of the manufacturers unfortunately appeared as 
W. J. Taite & Co., Ltd. Messrs. W. J. Furse & Co. also 
manufactured the special dimmer, fig. 11, page 92. 


Aero Engine Ignition.—MacsNrro FavLTS.—With reference 
to our recent abstracts of certain reports on the above subject 
by sub-committees of the Aeronautical Research Connnittee 
of the Air Ministry, some misunderstanding seems to have 
arisen in connection with our résumé of Report No. 18, 
August, 1917 (I.C.E. 138) in which Dr. G. E. Bairsto suin- 
marises the experience gained at the Royal Aircraft Factory 
with regard to magneto faults. (Ес. Rev., December 30th, 
1921; p. 553.) It has apparently been assumed that the 
results given represent the tests carried out on, and the ex- 
perience gained with, magnetos of recent manufacture and 
design—whereas that is not the case. It will be clear to 
those who read the report correctly that the magnetos 
referred to were of an early type; the date of the report 1s 
given, and it is clearly indicated that it “ comprises а sum- 
mary of the experience gained at the Royal Aircraft Factory 
during the two years ended August, 1917." 


Stage Lighting.—Major Adrian Klein, who during the war 
period was engaged upon camouflage work at the War Office, 
claims to have produced a "'piano colour projector "; Sir 
Oswald Stoll is said to have interested himself in the device, 
which has been tested at the Coliseum. According to the 
Daily Dispatch, the operator sits at à kevboard that controls 
the projector by electrical means. Two octaves are used;. the 
upper is plaved with the right hand and controls the different 
colours, while the octave below is played with the left hand 
and gives twelve different. degrees of white light. A pedal 
and twenty-four stops are also provided, and advantage is 
taken of the fact that when white light is broken up by means 
of prisms a rainbow of colours results. Major Klein's invention 
is an arrangement by means of which an intensely brilliant 
spectrum is formed, and the bands of colour are under control 
by the aid of a series of electrical shutters. Thus any one of 
the pure colour bands, as they emerge from the prisms, can 
be used, and by a system of powerful lenses the colcurs are 
projected on to screen or stage. Major Klein showed some 
effects of the invention on a series of dancers half of whom 
were dressed in green and half in red, against a black 
curtain. Under monochromatic red light the green dancers 
would be invisible and the red dancers would appear 
as if dressed in white. With monochromatic green the 
appearance would he reversed. The operator, with his piano 
arrangement, can make an infinite variety of gorgeous panto- 
mime changes. 


Physical and Chemical Survey of the National Coal Re: 
sources.—The Fuel Research Board has recognised the 
Lancashire and Cheshire Coal Research Association as the 
local committee working under the Board for the purpose of 
dealing with the physical and chemical survey of the coal seams 
in this area. The chairman of the Committee is Mr. Robert 
Burrows and the director of research Mr. F. S. Sinnatt. An 
important aspect of the conservation of the national coal re- 
sources involves the study and classification. of coal seams, 
and on its directly practical side must deal primarily with 
the suitability of each particular coal for those purposes for 
which. its individual qualities render it most adequate. The 
Fuel Research Board believes that this work can be most 
effectively carried out with the help cf local committees on 
which colliery owners, managers, and Consumers are associated 
with the representatives of the Fuel Research Board and the 
Geological Survey. The experimental work will be carried 
out either at H.M. Fuel Research Station or at other works 
as may be found most convenient. The first Committee is 
already actively at work in the Lancashire and Cheshire dis- 
trict, where the experience gained will be of great value in 
the estublishment of committees in other districts when the 
tine is ripe for further developments. 


Electric Light Switching Examinations.—We have re- 
ceived from Messrs. A. P. Lundberg & Sons the report of’ 
Mr. W. H. Bray, A.M.LE.E., on the 18th examination in 
electric light switching, which was held. under their 
auspices In August, 1921. The results will be announced in 
our next issue. Mr. Bray, commenting on the answer papers 
submitted, states that a distinct improvement has taken 
place in all three grades, in comparison with the work sent 
in for the previous examination. He feels, however, that 
there is still room for further improvement, and suggests that 
а more careful study of the booklet " ' Lektmk’ Lighting 
Connections " would have prevented many of the errors in 
the answers submitted, and thus raised the percentage of 
successes. The answers to a question which was set in euch 
of the three grades, asking for examinees’ ideas of what they 
considered would be suitable questions for an examination, . 
proved most disappointing. very little originality being notice- 
able. In both the Intermediate and Advanced Grades ques- 
tions were set on the simplest method of connecting cells, so 
that they could be used either in series or parallel. In manv 
cases to attempt to connect them as suggested would have 
given anything but the desired results, and it was evident 
that no tracing-through of the circuit had been made, other- 
wise such errors would not have been made. Many of 
the faults that appeared in the papers would have been de. 
tected bv the examinee had he followed the suggestions made 
by one who has, in previous examinations, taken the leading 
position in each grade; these are as follows :— 


(1) " Roughly, but carefully, draw in pencil the circuit 
connections." 

(2) “ After checking, carefully re-draw vour diagram, elim- 
inating any unnecessary crossing of the wires.”’ 

(3) " Ink in your second drawing or re-draw, rather than 
spoil your attempt by sending in a paper showing 
traces of numerous alterations. Coloured inks are 
an advantage, as they make the diagrams appear 
neat and clear. 


Safety First.—The third annual meeting of the British 
Industrial " Safety First " Association was held in London on 
January 16th, when the annual report and accounts were pre- 
sented. Lord Leverhulme presided, and said that the report 
was most satisfactory. He emphasised the need for education 
in factories, saving that in nearly every accident it could be 
shown that a very simple training of an employé would have 
averted the occurrence. Mr. H. E. Blain (hon. secretary) said 
that the view of the Association's activity held by the average 
man in the street was that it was an excellent advertising 
" dodge "; others thought it propaganda mainly due to 
cranks. Mr. William Brace spoke of his appreciation of the 
Association's work. Lord Leverhulme was re-elected presi- 
dent, Mr. H. E. Blain was re-appointed hon. secretary, and 
Sir R. V. Vassar-Smith and Mr. J. H. Thomas, M.P., were 
elected joint hon. treasurers. Figures are given in the report 
which bear out the Association's claim to have diminished 
accidents in the works of its members. An important feature 
of the year's work has been the establishment of relations with 
joint industrial councils, an aseociation destined to bear good 
fruit. The interest in the ‘ Safety First" movement dis- 
plaved by organised Labour is also commented upon. A credit 
balance of £98 was carried forward to the next account. 


Educational.—The London County Council has decided to 
relax its rule that only persons engaged in a trade can attend 
the practical trade classes. It has been found that persons 
engaged in a trade find a knowledge of other trades essen- 
tial, and it is often only at these classes that the requisite 
knowledge can be obtained. Тһе Council will, therefore, 
admit such students to the practical trade classes in future. 


Appointments Vacant.—EFngineer-in-charge for the Graves- 
end Corporation Electricity Department; cable Jointer for the 
Burnley Electricity Dept.; senior inspector of telegraphs 
(£500 + £45 outfit allowance), for the Government of the 
Gold Coast. (See our advertisement columns to-day.) 
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Municipal Old Stagers’ Reunion. —When is a municipal 
ctrical engineer an old stager? When, having been in 
unicipal service before midnight on December 31st, 1900, he 
шз eer been a chief. Fifty-one of them, among whom were 
Мег». S. W. Baynes, J. К. Brydges, J. Е. Edgeconibe, R. F. 
pruson., A. L. С. Fell, A. Gay, J. 5. Highfield. Е. Harman- 
teats, W. Lackie, E. T. Ruthven Murray, A. Page, H. Fara- 
артлг, G. Scott Ram, Sir John Snell, Messrs. J. E. 
“лагі, С. D. Taite, Н. ‘lathot, T. P. Wilmshurst, and C. H. 
\ordingham, sat down to dinner at the Hotel Cecil on Friday 
at Ath inst., with four guests, Alderman W. Walker, ehair- 
win of the N.J.I.C.. Electricity Supply Industry, Mr. H. 
meth. Mr. W. L. Madgen, first hon. secretary of the 
LH: MEA.. and Mr. S. T. Aden, president of the £.M.E.A., 
пег the chairmanship of Mr. Arthur Wright, the first pre- 
went of the (I. M.E.A. The essential idea of the gathering 
sas the reunion, under circumstances as informal as possible, 
auld friends who had borne the burden and heat of the 
aa in municipal electricity supply. There was only one toast 
in addition to. the loyal toasts, namely, that of the `“ Old 
"users 7 themselves, proposed by Alderman Waiker and re- 
aded to by Mr. A. Wright and Sir John Snell. The 
ашьш Hon. Secretary, Mr. С. H. Wordingham, read a 
‘ist cf names of those who were prevented from being present, 
из! letters from Alderman Pearson who has been hon. solicitor 
atie LM.E.A. for so many years, Mr. A. B. Mountain, one 
the founders, Mr. А. P. Trotter, Mr. A. Bromley Holmes, 
nd others. About 10 p.m. those present adjourned to an- 
emer room, where a group photograph was taken, and brief 
euanismeences were given by Messrs. Baynes, Chamen, 
cinste, Highfield, Ruthven, Murray, Faraday Proctor, Word- 
"cham, and R. Birkett. The note of cordial goodfellowship 
a cheeriness was most marked, and all those present seemed 
„айу to appreciate the opportunity afforded of meeting old 
nds, well. remembered, though not seen for many years. 
arauch the kindness of Mr. Hughman, the menu "ard bore 
1 excellent. reproduction of a block published by Lightning 
рате Times) in 1896 of some of the original members of 
+ D) M.E.A., and Mr. Rentell lent а set of 17 framed 
atyraphbed. photographs of early members of the (Т.) М.К.А., 
i «nom eleven were present at the reunion. These were a 
-tre of great interest and pleasure. А number of early 
|. M.E.A. photographs were shown by Mr. H. Faraday 
nator. Many present expressed the hope that the function 
‘add become an annual one, but opinions differed as to 
зг the time limit should be raised as the years went on 
4 shether the original limit should be maintained until only 
“a toothless, deaf, and blind old men were left to hobble in 
ani dine on one another. 


4 Question of Status.—As we are going to press the fol- 
awug letter comes to hand :— 

`1 have read your leading article under the above heading 
a vour last issue with considerable interest, and I think, that 


жыр» vou are taking too much for granted in assuming . 


mt electricity supply engineers will be in agreement with 
он eumimients. on the result of the Morley arbitration. 

“A dann for compensation on the part of an engineer whose 
tutions have undergone modification is tantamount to an 
isnowledimnaent that his services have been thus rendered 
z~ valuable to the undertaking which he is then serving. 
sively this is an aspect of the case which an engineer would 
deter advised not to advertise, but rather prepare hunself 
V bend. if it is advanced by his Committee. 

"In the Report of the Committee appointed by the Board 
s Trade to consider the question of electric power supply in 
Lis it is stated that...‘ the distributors must recognise 
tat distribution is as important as generation and requires 
t ume technical direction. It would be a fatal policy if 
ze detributors were to attempt to cut down their engineers! 
- ines just When new and cheaper bulk supply ought to muke 
than buster than ever.’ 

“In the case where an undertaking decides to shut down 
Мз enerating: plant and take a bulk supply from a neighbour- 
Ing station, the determining factor will certainly have been 
Se tinaneial consideration, and it is safe to assume that 
eros will then be available for distribution at a substantially 
wer vest to the consumer. This should open up a field of 
пиу to the engineer which previously had been closed to 
бап on account of the higher cost of the commodity which 
"= nad to offer, and a speedy result of the altered conditions 
i the undertaking, one would expect, would. be а rush of 
spheants for new and increased supplies and renewed appli- 
Gins from outlying districts not previously exploited. | 

" [t is generally recognised that of the total capital expendi- 
tse gn an electricity supply undertaking. approximately one- 
"ord represents the cost of the generating plant and two-thirds 
vat of the transmitting and distributing plant, and, more- 

vet. that efficient electrical transmission and distribution 
"dfe even greater technical skill than generation. Elec- 
тоду works boiler-house and engine-rcom practice runs to a 
эг. large extent upon uniform lines, but on the other hand, 
- t transmitting and distributing system has necessarily to 

- dined and gradually built up by the engineer on the 
424 and his problems cannot as a rule be solved by reference 
wine problems of other undertakings. 

" Federa and distributors, when once laid, cannot be re- 
"o dn the same manner as obsolete generating plant, and 
ue ewreie of intelligent anticipation of probable future 


developments, coupled with engineering skill and commercial 
acumen, із even more necessary when laying out a distri- 
bution system than in deciding upon additions to engine- 
room and boiler-house plant. 

“ Те importance of any undertaking is commensurate with 
the total amount of its turnover, and that part of an engi- 
neer’s duties which is concerned with the supervision of 
running plant is only a small part of the time devoted to the 
commercial management of the concern as a business organi- 
sation." —J. D. 8. 


Fatality.—As the only means of saving its life, an infant, 
one of twins, was packed in wool and placed in an electrically- 
heated Jacket at Paddington Infirmary. By some means the 
current ignited the wool, and the child was so severely burned 
that 16 died the sume day. A verdict of © Accidental death "' 
was recorded at the inquest on January 2th.—Daily Chronicle. 


G.P.O. Engineers’ Examination.—The Civil Service Com- 
missioners announce that an Open Competition Examination 
for not fewer than fifteen situations as assistant engineer in 
the Engineer-in-Chief's Department of the General Post Office 
will be beld in London, Edinburgh, and Manchester, beyin- 
ning on April 20th. Candidates must be between 20 and 25 
years of age, though exception will be made in certain cases. 
Regulations and forms of appilcution will be sent in response 
to requests by letter addressed to the Secretary, Civil Service 
Commission, Burlington Gardens, W.L. 


INSTITUTION NOTES. 


* 


The Institution of Electrical Engineers.— Membersuip.—As 
stated in our last issue, the membership roll of the Institu- 
поп now comprises over 10,000. names. — Included in these, 
the balloting list on Thursday last week contained 432 
names, including 10 Members, 64 Associate Members, 47 
Graduates, and no fewer than 311 Students. ‘There were also 
76 transfers from one class to another. At this rate of pro- 
gress the membership will be well on the way to 11,000 before 
the session is over. The candidates were distributed all over 
the world. 

WESTERN CENTRE.—A general meeting of the Western 
Centre was held at Bristol on Monday, January 16th, when 
Mr. A. C. McWhirter presided over a large attendance of 
members and visitors. He announced that the result of the 
special appeal on behalf of the Benevolent Fund had 
amounted to £214 lls., and as it had been decided to close 
the appeal he asked that intending subscribers should forward 
their donations at once to the hon. treasurer. After the 
transaction of routine business Mr. J. W. Beauchamp lee- 
tured. on ** Co-operative Publicity Work in relation to the 
Electrical Industry," and in a very able discourse gave an 
insight into the work and policy of the B. E.D.A., the nature 
of which was thoroughly appreciated by those present. Ex- 
cellent lantern slides illustrated the address, at the close of 
which a discussion ensued, to which Messrs. Walker, Prosser, 
Roberts, Thomas, Hunt, Denham, Sully, Newman, Allan, 
McWhirter, and Prof. Robertson contributed. A hearty vote 
of thanks, carried with acclamation, was accorded Mr. 
Beauchamp for his lecture. 

The summer meeting of the Western Centre will be held 
in the neighbourhood of Stroud Valley, further details of 
which will be anuounced later. 


MEETINGS OF TERRITORIAL CENTRES. 


FRisH CENTRE (DUBLIN). | 
Jan. 27th.—E. M. Johnson. Lecture cn ** The Development of Electricity Supply 
in Switzerland." 
Feb. 10th.—R. D. Archibald. “A Method of Regulating the Voltages оп the 
Two Sides of a 3Wire С.С, System Equalised. by Static 
Balancers.” 
Mar. 10th.—Prof. R. Stanley. * Wireless Communications in the Campaign 
in France." 
NORTH-EASTERN CENTRE. 
Feb. 9th.—Conversazione. 
Feb. 13th.—F. Р. Whitaker, on “Rotary Converters," 
April lüth.—Annual General Meeting. 


NoRTH MIDLAND CENTRE. 
Feb, l4th.—L. J. Steele and H. Martin, on * Сус-Агс Welding." 
Feb, 28th.—Exhibition of Kinematograph Films, by Dr. C. С, Garrard and Mr. 
F. Gill, O.B.F. 
April 251h.—Annual General Mecting and Smoking Concert. 


NORTH-WESTERN CENTRE. 
Feb. 7th.—L. J. Romero and J. B Palmer, on ‘Interconnection of А.С. 
Power Stations.” 
Mar. 7Tth.—Exhibition. of kinematograph films. 
Mar. 21st.—]. Frith. ‘ Specifications and Estimates." (Informal Meeting.) 
April 25th.—Annual General Meeting. 
Scotrisn CENTRE. 
"eb. 14th.—(At Glasgow). Maj. J. Erskine-Murray, R.A.F. Lecture on “ The 
Uses of Wirekas, Past and Future." 
Feb. 28th.—Dinner at the Grosvenor Restaurant, Glasgow. 
Mar l4th.—(At Edinburgh). E. S. Byng, on “ Telephone Line Work." 
April l1th.—(At Glasgow). Е. P. Whitaker, on “ Rotary Converters," 
General Meeting. А 
April 28th.—(At Dundee). Dr. S. Р. Smith, on ** A.C. Commutator Motors.” 


SourH MIDLAND CENTRE. 
Feb. Ist—Dr. S. P. Smith, on ‘А.С. Commutator Motors." 
Feb, 22nd, — F. P. Whitaker, on “ Rotary Converters.” 
Mar. I5th.—]. Anderson. ‘* Electric Motor Starters.” 


Annual 
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Узаткан CENTRE: 
Feb 6th.—(At Cardiff), Visit of the President, Mr. J. 5. Highfleld. Annual 


Dinner, 

March 6th.—(At Bristol), L. Н. А. Carr. ‘‘ Induction-type Synchronous 
Motors.” 
MEETINGS OF TERRITORIAL SUB-CENTRES. 


ЮОсмрек Sug-CENTRE. 


Jan. 30th.—Smoking concert, at the Royal British Hotel, Dundee. 

Feb. 13th.—J. W. Beauchamp. ** Publicity and Electrical Development.” 

March 13th.—]. Anderson, on '' Electric Motor Starters.” L. H. A. Carr, on 
** Induction-Type Synchronous Motors.” 

April 28th.—Dr. S. P. Smith. Lecture on '' Single and 3-Phase Commutator 
Motors with Shunt and Series Characteristics,” followed by a 
discussion. (Meeting of the Scottish Centre, to be held at the 
Technical Institute, Bell Street, Dundee.) 


East MIDLAND Sus-CENTRE. 
Feb. 14th.—Informal discussion on * Mercury-Arc Rectifiers.” 
March 7th.—]. F. Driver. “The X-Ray Examination of Materials. (At 
Derby.) 
Mar. 28th.—A. Н. Seabrook. '' The Future Aspect of Power Generation.” 
April 18th.—R. J. Mitchell. © Electric Vehicles.” 
May 9th.—Annual General Meeting. 
LivgRPOOL SUuB-CENTRE. 


Feb. 20th.—Dr. S. S. Richardson. Lecture on * An Oscillograph Investigation 
of the Gulstad Relay.” 3 

Mar. 20th.—L. J. Romero and J. B. Palmer, on '' Interconnection.” 

May 8th.—Annual General Meeting and Smoking Concert. 


SHEFFIELD SuB-CENTRE. 
Mar. 15th.—F. Langley. ‘* Notes on the Practical Operation of E.H.T. Pro- 
tective Gear." 
TEES-SIDE SUB-CENTRE. 
Feb. 2nd.—C. T. S. Arnett. '' Electricity applied to Household Purposes.” 


Institute of Metals.—The annual meeting of the Institute 
will be held in London on March 8th and 9th, when ten im- 
portant papers are to be presented for discussion. At the an- 
nual dinner at the Trocadero Restaurant on March 8th, lady 
members, as well as many distinguished guests of the Council, 
will be present. Prior to the meeting a ballot for the elec- 
tion of new members and student members will be held. 
The necessary membership application forms can be obtained 
from the secretary (Mr. G. Shaw Scott, M.Sc.), 14, Members’ 
Mansions, Victoria Street, S.W.1. The annual May lecture 
will be delivered on May 3rd by Sir Ernest Rutherford, 
F.R.S., on " The Relation of the Elements." The autumn 
meeting of the Institute will be held at Swansea on Sep- 
tember 20th-22nd. 

The Institute has just issued a practical pamphlet of 22 
pages, giving in summary form the results of over ten years’ 
research into the causes and prevention of corrosion in con- 
denser tubes. The pamphlet can be obtained, price 2s. 8d., 
post free, from the Institute. 


Association of Mining Electrical Engineers.—A general 
meeting of the West of Scotland Branch of the Association 
was held in Glasgow on January 14th. A practical paper, 
illustrated bv lantern slides, was read by Mr. John A. Brown, 
of Messrs. Walter Dixon & Co., Ltd., on ‘* Transformer and 
Switch Oils." 'The author dealt with the continued increase 
in the size of electricity generating stations and the develop- 
ment in connection with the supply of electrical energy 
which necessitated the installing of larger switchgear and 
transformers than had hitherto been used. The paper was 
followed by a discussion. 


Chelmsford Engineering Society.—On January 19th a stu- 
dents' meeting was held, when two junior members read 
papers. Mr. J. A. Sayer lectured on " Search-light Projec- 
tion," and dealt fully with the electric arc and the methods 
of projecting a powerful light beam. Reference was made 
to an interesting experiment carried out during the late war, 
in which the light was reflected from a screen of liquid con- 
taining a solution of metallic salts sorayed into the air under 
pressure. By this means the beam of light could be re- 
flected in any direction while the search-light was safely con- 
cealed under the ground. Mr. E. L. Tomalin read a paper 
on '' The Production of Profile Gauges by Grinding," describ- 
ing the usual work-shop practice and methods of forming 
profiles of various shapes to a high degree of accuracy. 


Belfast Association of Engineers.—At a meeting of the 
Association, held on January 19th, the president (Mr. T. H. 
Silk, A. M.I.C.E.), occupied the chair, and a paper was read 
by Mr. J. M'C. Girvan. A.M.I.E.E., on “ Electricity supply; 
the factors determining the cost to consumer." Mr. 
Girvan said the prime essential for low cost of production was 
that the demand should be of long duration. for the standing 
charges, which were determined solely by the magnitude of 
the demand, were thus spread over a large number of units. 
The second factor was the time the demand took place. If 
the demands were simultaneous the standing charges per 
kilowatt were a maximum. If they did not occur simul- 
taneously the standing charges were proportionately less. 
Mr. Girvan dealt generally with the situation of the Belfast 
electricitv undertaking. and pointed out that they had to 
pay out of revenue for the upkeep of three stations—the exist- 
ing East Bridge Street station, the temporary power station, 
&nd the non-productive new power station in course of con- 
struction. | 


Electrical and Telegraph Engineers’ Conference, —At а 
meeting of the Railway Electrical and Telegraph Engineers’ 
Conference. held on January 19th. Mr. George Russell, 
M.I.E.E.. telegraph engineer to the G. & S.W. Railway, was 
elected president for this year. 


OUR PBRSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, aleo electric tramway and railway officials, to 
keep readers of the EvectricaAL Review posted as to their 
movements, 

Mr. GEonGE Нсонез, C.B.E., the chief mechanical and 
electrical engineer of the new London and North-Western 
Railway, was born in 1865. From 1882 to 1887 he was a 
premium apprentice at the L. & N.W.R. works at Crewe, and 
from 1887 to 1888 he was employed in the millwright shop at. 
the Horwich works of the Lancashire and Yorkshire Railway. 
He was afterwards in charge of the testing department and 
inspector of purchased material for the chief mechanical engi- 
neer's department, and in 1894 was appointed as assistant in 
the outdoor locomotive department, afterwards taking charze 
of the Horwich Gas Works and the general gas lighting ol 
the Lancashire and Yorkshire Railway system. In 1895 Mr. 
Hughes was appointed chief assistant in the carriage anc 
wagon department at Newton Heath, Manchester. From 15% 
to 1904 he was principal assistant to the chief mechanica 
engineer at Horwich, and manager of the locomotive engineer 
ing works there, and in March, 1904, was appointed chie 
mechanical engineer. Не is the author of a book on “Th 


N. S, Кау.) 


( Manchester. 


Mn. GEORGE HUGHES, 
Chief Mechanical and Electrical Engineer to the New Londo 
and North-Western Railway. 


Construction of the Modern Locomotive," published by Spor 
and of a number of papers read before engineering and oth 
societies, including one on “The Electrical and Mechanici 
Equipment of the All-Metal Cars of the Manchester-Bur 
Section, Lancashire and Yorkshire Railway,” read before th 
Institution of Civil Engineers in 1919. For this paper he wa 
awarded the ' Telford " Medal. Mr. Hughes is a member ‹ 
the Institution of Civil Engineers and of the Institution í 
Mechanical Engineers. He is a past-president of the Ма! 
chester Association of Engineers, and also of the Associatio 
of Locomotive Engineers. He introduced superheating 0 
the Lancashire and Yorkshire Railivay in November, 1900. 
addition to responsibility in connection with steam rollin 
stock, he was responsible in connection with the installatio 
of the electrical equipment on the Manchester and Bury Бат 
way for Ње supervision of the design and construction of t^ 
power station, sub-stations, rolling stock, and electrical equi] 
ment. For his activities during the war he was awarded th 
C.B.E. 2 
Mr. E. W. PETTER, managing director of Messrs. Vicker 
Petters, Ltd., recently left London for India for a tour © 
the important Indian centres, taking in Bombay. Madre? 
Calcutta, Delhi, Lahore. &c. He anticipates returning a 
in May. Prior to his departure Mr. Petter was the cent? 
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fgure at an interesting farewell dinner gathering held at 
St. Stephens Club, at which, among the company present, 
were Col. Armstrong (President of the Federation of British 

Industries), Capt. Sankey (President of the Institution of 
Mechanical Engineers), Rt. Hon. G. H. Roberts, M.P. (Joint 
President of the Industrial League), and many others. 

The Commonwealth Engineer states that Mr. HERBERT 
P. Tuomas, B.Sc., chief engineer for Messrs. Coates & Co. 
Ptv.; Ltd., Meibourne has been appointed resident engineer 
to the Southland, N.Z., Electric Power Board. He spent 16 
years in. Canada. as constructing engineer to Allis-Chalmers 
Bullock, Ltd.; manager electricity works, Kenora, and chief 
electrical engineer (hydro-electric generating and high-ten- 
son distribution system), city of Nelson, B.C. The same 
contemporary reports that owing to the state of his health 
the chief engineer and general manager (Mr. W. G. T. 
Goodman) of the Adelaide Municipal Tramways Trust, has 
been granted three months’ sick leave. Applications- are 
being invited for the position of assistant chief engineer at 
£100 per annum and allowances. 

We read in Tenders that Mr. W. Н. ALABASTER, city elec- 
trical engineer, Melbourne, has been authorised by the 
Council to visit Great Britain and America with a view to 
inquiring into the latest developments with regard to street 
lizhting and other matters affecting the distribution and 
rmduetion of electricity. 

Bedford Town Council has decided to grant an honorarium 
of £350 to the borough electrical engineer, Mr. R. W. L. 
PHILLIPS, in recognition of his services in designing the new 
generating station, and constructing and equipping it with 
plant. . 

Yarmouth Т.С. General Purposes Committee recently 
reommended that the proposal to increase the salary of the 
Electrical Engineer, in accordance with the number of units 
wid, from £710 to £760, be referred to the Salaries and 
"ages Committee. The committee also recommended the 
Council to withdraw from the Incorporated Municipal Elec- 
teal Association and from the Joint Industrial Council. 

It is announced that Mr. №плллм Denny, of Dumbarton, 
bis joined the board of the Still Engine Co. 

Mr. F. WHITMORE has now severed his connection with the 
Walsall Electrical Co., and joined the Enterprise Manufactur- 
ing Co.. Ltd., as one of its sales representatives. 


Obituary.— Dr. Epwarp Hopkinson, M.P.—Dr. E. Hop- 
kinson, whose death at the age of 62 vears was announced in 
опт last issue, was the fourth son of the late Mr. John Hop- 


Latsvette] [Manchester. 


THE Late DR. EDWARD HopkKINSON. 


ssn, a mechanical engineer and one-time Mayor of Man- 
"eser. He was a younger brother of the late Dr. John 
Hopkmson, so distinguished as an electrical engineer, and of 
"ir Alfred Hopkinson, the late Vice-Chancellor of Manchester 
niversity. He was educated at Owen's College, and 
' 1551 took the degree of Doctor of Science in the 


- also one of his undertakings. 


University of London in electricity and magnetism 
treated mathematically. He became assistant to Sir Wil- 
liam Siemens in 188%, and carried out electrical work in 
connection with the first electric tramway in the United 
Kingdom, at Portrush, in Ireland. In 1883 he carried out the 
hydro-electric equipment of the Bessbrook and Newry tram- 
way, and in the following year he joined Messrs. Mather and 
Platt, Ltd., at Salford, taking charge of the electrical engineer- 
ing department. He became a partner in 1887 and one of 
the managing directors in 1892. Seven years later, when 
another business was taken over, he was appointed vice-chair- 
man. He was also vice-chairman of the Chloride Electrical 
Storage Co., Ltd. In his connection with Mather & Platt, 
Ltd., he was very closely interested in the electrical equipment 
of the City & South London Railway, the pioneer tube line 
of the whole world, which brought many engineers to this 
country on visits of inspection. For his paper on this under- 
taking, read before the Institution of Civil ringineers, he was 
awarded the Telford and George Stephenson premium and 
medal. His firm was responsible for the Douglas and 
Laxey electric tramway and the Snaefell Mountain railway. 
The electric tramway between Blackpool and Fleetwood was 
Dr. Hopkinson was prominently 
identified with various engineering institutions and associa- 
tions. He was a member of Council of the Institution of 
Electrical Engineers and the first chairman of the Manchester 
Section. He had been a president of the Institution of 
Mechanical Engineers and of the Manchester Association of 
Engineers, and was also a vice-president of the Manchester 
Steam Users' Association. But he performed excellent service 
in many public capacities apart from engineering. He sat as 
a member for two years of the Indian Industrial Commission 
(1916-1918), and was interested in the Salford Royal Hospital 
and other organisations established for the public good; he 
was also a member of the Industrial Fatigue Research Board 
of the Department of Scientific and Industrial Research. He 
stood for Parliament in 1918 for the Clayton Division of 
Manchester and defeated the Labour member by a majority 
of over 4,000 votes. Manchester will keenly feel the loss in 
Dr. Edward of one of its most distinguished public men, and 
engineering—especially electrical engineering—is made the 
poorer by the death of a man of eminence in his profession, 
who, while he was performing valuable service in so many 
directions, was an unassuming gentleman for whom the 
glamour of the footlights had little attraction. 

According to Press reports, the traffic manager of the Cairo 
Tramway Co, was recently shot by an unknown man, for 
whose arrest a reward of £500 is offered. It seems that the 
outrage took place on January 3rd, after a large number of 
workmen had been dismissed. 


Will.—The late Mr. F. G. Hanr, M.I.E.E. (Peto & Radford), 
left £19,163. 


NEW COMPANIES REGISTERED. 


Kirby Johnson & Co., Ltd. (12,017).—Private company. 
Registered in Edinburgh January 17th. Capital, £3,000 in £1 shares. To 
acquire, carry on, and develop the business of H. L. Kirby Johnson & Co., 
68, Gordon Street, Glasgow, and to carry on the business of electrical, 
mechanical, motor, marine, consulting, mining, and civil engineers, engineer- 
ing contractors, &c. The first directors are: H. L. Kirby Johnson, 1,597, 
Great Western Road, Glasgow, electrical ре: Т. Young, 35, Rose Street, 
Garnethill, Glasgow, instrument maker; F. Greenwood, 25, Mount Stuart 
Street, Glasgow, electrical engineer. Qualification, 100 shares. 
office: 63, Gordon Street, Glasgow. 


Shropshire Electrical and General Engineering Co., Ltd. 
(179,100).—Private company. Registered January 17th. Capital, £500 in £1 
shares. ‘Lo carry on the business of electrical, consulting, and general engi-. 
neers and designers, manufacturers and maintainers of plant [ор the generation, 
accumulation, transmission, and supply of energy for light, heat, power, or 
otherwise. The permanent directors are: E. Townson, 7, Bank Parade, 
Preston; A. Taverner, 55, Broad Street, Ludlow. Secretary: A. Taverner. 
Registered office: Corve Bridge Works, Ludlow, Shropshire. 


Teignmouth Electric Lighting Co., Ltd. (179,116).—Re- 


gistered January 18th. Capital, £10, in £1 shares. To carry on the 
business *as indicated by the title. Minimum cash subscription, £4,000. The 
first directors are: W. M. Bird, J.P., Dacre House, Shaldon, Teignmouth; 
A. P. Dell, The White House, Teignmouth; F. C. M. Giles, The Ship Yard, 
Teignmouth; E. W, Parsons, Marina Hotel, Teignmouth; J. A. Purves, 52, 
Queen Street, Exeter; G. Rossiter, 11, Bank Street, Teignmouth. Qualifica- 
поп, £100. Secretary: A. Coldridge. Registered office: 2-3, Orchard Gardens, 
Teignmouth, Devon. 


Johnson & Slater, Ltd. (179,066).—Private company. Re- 


gistered January 16th. Capital, £1,090 in £1 shares. To adopt an agreement 
with W. O. Slater and E. J. Johnson, and to carry on the business of 
manufacturers and importers of, and dealers in, electrical goods and acces- 
sories, fittings, switchboards, indicators, bells, switches, automatic time re- 
corders, clocks, engine controls, and all kinds of electrical, scientific, surgical, 
nautical, optical, magnetic, telegraphic, photographic, philosophical and mathe- 
matical instruments, &c. The first directors are: E. J. Johnson (permanent 
director and chairman), 33, Anfield Road, Liverpool, master mariner; W. О. 
Slater, The Dunes, Hightown, Lancs., general merchant. Registered office : 
119-121, The Albany, Oldhall Street, Liverpool. 


J. R. West, Ltd. (179,094).—Private company. Regis- 
tered January 17th. Capital, £300 in 1s. shares. To carry on the business of 
electrical, mechanical, and civil engineers, contractors, surveyors and inspec- 
tors, warehousemen, general carriers, forwarding agents, furniture removers, 
insurance agents, bonded and common carmen, garage proprietors, motor and 
general engineers, dealers in electrical and aeronautical goods of all kinds, &c. 
The permanent directors are: J. R. West, 45, Brondesbury Villas, Kilburn, 
N.W. 6; H. Causton, 7, Glebe Road, Bedford. Qualification, 100 shares. Re- 
muner£ion, £100 each per annum. Registered by I. B. Kingdon, 73, Farring- 
don Street, E.C. 4. 


Registered 
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Registered January 17th. Capital, £5,000 in £1 shares. To take over t 

business of motor repairers and electrical engineers carried on by J. К. 
Kinsey, A. W. Wood, and L. E. Napper at 352, Lower Addiscombe Road, 
Croydon, as ‘John R. Kinsey & Co." The first directors are: J. К. Kinsey, 
.A.M.LE.E. (managing director), : 58, Woodside Court Road, Addiscombe, 
Croydon; A. W. Wood, 78, Emm Lane, Heaton, Bradford; L. E. Napper, 20, 
Inglis Road, Addiscombe, Croydon; H. W. Leyland, 114, Lytham Road, Black- 
pool. Qualification, £100. Registered office: 350, Lower Addiscumbe Road, 
Croydon. 


Watt Electrical Co., Ltd. (179,173).—Private company. 
Registered January Wth. Capital, £600 in £1 shares. To carry оп the 
business of electrical, manufacturing, mechanical, motor, and general engi- 
neers, &c. The subscribers (cach with 100 shares) are: L. N. Abrey, 533, 
Lordship Lane, S.E.22, electrical engineer; E. Н. Whatton, 149, Beresford 
Street, S.E.5, electrical engineer. Table * A " mainly applies. Solicitors : 
Kenneth Brown & Co., Lennox House, Norfolk Street, W.C. 


S. Gurney & Co., Ltd. (179,073).—Private company. Re- 
gistered January l6th. Capital, £2,000 in £1 shares. To take over the busi- 
ness of a silk lamp. electric, and candle shade manufacturer and importer 
carried on at 29, Kirby Street, Hatton Garden, E.C.. and elsewhere, as S. 
Gurney & Co. The subscribers (each with one share) are :—P. К. England, 4, 
Gambia Terrace, Liverpool, cotton merchant; A. К. Bullev, Mickwell Brow, 
Ness, Cheshire, cotton merchant; J. H. Bruce, “ Hillside," St. George's 
Mount, New Brighton, Cheshire, cotton salesman, The first. directors аге: 
A. К. Bullev and Miss L. А. Cooke. No qualification. required. 
Hill, Dickinson & Co., 10, Water Street, Liverpool. 


Electric Printers & Designers Equipment, Ltd. (179,157). 
— Private company. Registered January 20th. Capital, £500 in £l shares. 
To take over the business of an electrical. photo copier, designer, and draughts- 
man carried on by F. J. Morgan at 30, Wind Street, Swansea, as the ** Elec- 
trical Blue Printing Co.” The first directors are: F. J. Morgan, *! Le Breos,” 
Mavals, Swansea, mechanical engineer; R. N. Perkins, 18, Eaton Crescent, 
Swansea, mechanical engineer; T. A. Goskar, “ Skecna," Park Drive, Swan- 
sa, mechanical engineer. Qualification, £25. Registered office: JQ, Wind 
Street, Swansea. 


John R. Kinsey & Co., Ltd. (179,092) .—Private company. 
R 


Solicitors : 


OFFICIAL RETURNS OF ELECTRICAL 
· COMPANIES. 


H. T. Boothroyd, Ltd. (99,742).—Return dated October 
3rd. 1921. Capital, £20,000 in £1 shares (15,000 ordinary and 5,000 preference). 
10,002 ordinary and 2,800 preference shares taken up. £2,802 paid. £10,000 
considered as paid. Mortgages and charges, £4,880. 


Bogota Telephone Co., Ltd. (69,059).—Return dated De- 
cember 5th, 1921. Capital, £100,000 in £! shares (75,000 preference and 
25.000 deferred). 64,057 preference and 18,067 deferred shares taken up. 
£73,124 paid. £9,000 considered as paid. Mortgages and charges, nil. 


Church Stretton Electric Supply Co., Ltd. (80,857).— 
Return dated September 28th, 1921 (filed October 27th). Capital, £10, in 
£l shares. 8,154 shares taken up. £154 paid. £8,000 considered as paid. 
Mortgages and charges, £6,400. 


Electric Welding Co., Ltd. (hoe поша dated No- 
vember Bth, 1921. Capital, £460,000 іп £10 shares (45,000 ordinary and 1,000 
founders’. 22,417 ordinary and 917 founders’ shares taken up. £143,665 75. 6d. 
paid on 14,084 ordinary and 917 founders’, including £6,835 4s, lld. paid on 
2.583 ordinary and 35 founders’ shares forfeited. £13,179 17s. 5d. remains in 
arrears. £83,330 is considered as paid on 8.333 ordinary shares. Mortgages 


and charges, £22,400. 


Electrical Finance and Securities Co., Ltd.—Issue on 
January 5th, 1922, of £700 debentures, part of a series already registered. 


V. G. Middleton & Co., Ltd.—Satisfaction to the extent 
of £500 on December 31st, 1921, of debentures dated April 29th, 1920, securing 
£4,000. 


Nelson Engineering Co., Ltd.—Mortgage dated December 
99th, 1921. to secure £350, charged on 13, Market Squire, Nelson, Lancs. 
Holder: Mrs. E. Nutter, Park Hill, Barrowford. 


Pearn, Greg & Armstrong, Ltd.—Particulars of £2,000 
debentures authorised January 11th, 1922; whole amount issued; charged on 
the company's undertaking and property, present and future, including un- 
called capital. 

Siemens Brothers & Co., Ltd.—Satisfaction to the extent 
of £24,500 on January 2nd, 1922, of debenture stock dated January loth, 
1918, securing £1,330,000. 


Alton Battery Co., Ltd.—Mortgave dated January 12th, 
1922, to secure £4,750 and further advances charged on Akon Mills, Alton, 
Hants, with house and property therewith. Holders: L.C.W. and Parr's Bank. 


Birmingham District Power and Traction Co., Ltd.— 
Satisfaction to the full extent of £40,000 on December 14th, 1921. of charge 
dated January 7th, 1918, securing £40,000, and any further sums not exceed- 
ing £200,000. 


New Welding Co., Ltd.—Particulars of £1,000 second 
debentures authorised December 19th, 1921. Whole amount issued, charged on 
the company’s undertaking and property, present and future, including un- 
called capital, subject to prior series for £1.200. 


* Alfo” Electrical Engineering Co., Ltd.—Debenture 
dated January Gth, 1922. to secure £250. Charged on the company's under- 
taking and property, present and future, including uncalled capital. Holder: 
G. N. Kennay, Glenolden, Birkenhead Road, Moreton, Cheshire. 


Whittaker Bros., Ltd. (67,888).—Capital, £7,000 in 1,000 
cum. pref., 5.000 “А °° ord., and 1,000 '* В" ord. shares of £1 each. Return 
dated September 29th, 1920. 3.907 shares taken up (class not specified). £3.207 
paid. £700 considered as paid. Mortgages and charges: NM. 


Walsall Electrical Co.. Ltd. (37.696).—Capital, £20,620 
in £l shares. Return dated November 7th, 1921. 12.000 shares taken up. 
410.000 paid. £2.000 considered as paid. Mortgages and charges: Nil. 


Winco Manufacturing Co., Ltd. (132.464).— Capital, 
£1.000 іп £1 shares. Return dated December 31st, 1920. 723 shares taken 
up. £203 paid. £520 considered as paid. Mortgages and charges: Nil. 


Robert Bowran & Co., Ltd.—Deposit on December 20th. 
1921. of deeds of certain land and premises at Pelaw, Durham, to secure all 
manes due or to become due from company to Lloyds Bank, not exceeding 


£7 ‚000. 
Tredelect Dynamos, Ltd.—N. Bell, of 78 and 79, Wool 


Exchange, Coleman Street, was appointed receiver and manager by Order of 
Court, dated December 21st, 1921, 


CITY NOTES. 


THE annual 


meeting of shareholder: 


Ahmedabad was held at the company’s Indian оћсеғ 
Electricity Co., recently, Mr. F. C. Annesley presiding 
Ltd. The director's report for the year endec 


| September 3lst, 1921, was presented. I 
was stated that owing to the non-delivery of new plant th 
year had been a difficult one for the company. ‘Lhe existin, 
plant had been running fully loaded, but continuity of supph 
had been maintained and output increased. lv had beer 
agreed to sell the мпое of the original plant to th. 
‘Suras Electricity Co., Ltd.. when the new sets had beer 
installed. Five 240 b.h.p. sets had been delivered and tw 
of them had been nut into commission. Owing to the con 
tinual growth in the demand it was necessary to order thre 
additional 750 b.h.p. generating sets. ‘Lhe outstanding pay 
ment of Rs.75 per share upon the second issne had beet 
called up during the period, making these fully paid. — X 
amount of Rs.1,150 was still due on these shares. To obtan 
the necessary capital for the provision of new plant it wa 
decided to issue the remainder of the company's authorise 
capital—Rs.74 lakhs; it was accordingly decided to offer 751 
shares of Rs.100 each to shareholders in proportion to thei 
holdings. The issue was fully subscribed, and shares wer 
allotted on September 7th, Rs.50 per share being paid uj 
A net profit of Rs.59,061 had been made, and to this was adde 
Rs.452 brought forward, making a total of Rs.59,513. Afte 
setting aside Rs.16,656 for depreciation the balance « 
Rs.42.857 was distributed as follows: Preliminary expense: 
Rs.500; a dividend at the rate of 6 per cent. per annum с 
paid-up amounts (less tax), Rs.40,547; bonus to staf 
Rs.1,250; carried forward, Rs.560. In his speech the chat 
man said that plant on order and new plant installed repr: 
sented a capacity of 2,310 kW, against the previous 282 KW 
which showed the progressive nature of the compan 
Owing to heavy maintenance charges it had not been po 
sible to maintain the rate of dividend paid in the two pn 
ceding vears. The earnings of the original plant had had | 
cover the interest on a much larger capital, but this state « 
affairs would be remedied when the new plant was j 
running order. The report was adopted. 


The Felten und Guilleaume Carlswe 
German A.G., of Cologne-Mulheim, proposes 
Companies. make a fresh issue of share capital to tl 


extent of 50,000,000 marks, thus increa 
ing the ordinary shares to 200,000,000 marks. As the shar 
are to be offered to existing proprietors at the price of 400 p 
cent.—the present quotation exceeds 1,000 per cent.—t 
emission will yield 200,000,000 marks. In addition a 5 p 
cent. loan for 80,000,000 marks is to be raised.—The shar 
holders in Brown-Boveri & Co., of Mannheim, hw 
sanctioned an augmentation of 60,000,000 marks in the ordi 
агу share capital, of which present proprietors are to hi^ 
the right of subscription to 24,000,000 marks at the price · 
150 per cent.—It is also proposed to double the present sha 
capital of 37,500,000 marks in the case of the Insulated Wir 
Co. (late Vogel), of Berlin.—The capital of Voight & Haetfne 
of Frankfort-on-Main, is being increased by the emission 
10,000,000 marks in 6 per cent. preference shares, havit 
triple votes.—Ten votes each have been allowed to 5 per cen 
preference shares for 5.000,000 marks to be issued by 1 
Electrie Light & Power Investment Co. of Berlin. ? 
Société Electro-Cáble.—The recent me 
ing of this company approved the accoun) 
and balance sheet for the vear 1920-21, ar 
fixed the dividend at 50 fr. per shat 
against return of coupon No. 6. The net balance of the wor 
ing year was 1,011,909 fr. With the proceeds of the сари 
raised during the year, the company had acquired the statio 
belonging to M. Henry Debauge, thereby securing a streng 
and solidity of production which had enabled it to outlast tl 
crisis which had paralysed French industry. The busine 
fissures, which began to rise at the beginning of June, co 
tinued to progress, and the various works gradually regain 
their former activity. The Argenteuel works, equippea f 
the rolling, drawing and twisting of copper. had had its pli 
considerably increased and improved in view of the supplies 
be made for the electrification of the railways. It turned 0 
1.500 tons a month. That of the Rue des Bois, at Par. 
specialised in the manufacture of insulated wire and cable 
allowing of a production of 2,000,000 metres of cable p 
month. : | 
Sud Electrique.—The report read at the recent ordina 
meeting of this company showed, as a result of the negoti 
tions with the communes served and the arrangement 
higher tariffs. a sensible increase in the receipts. while : 
arrangement had been come to with one of the power supp 
companies. The concessions acquired, unexploited at t! 
end of the working year, were to the number of 18: six int 
department of the Gard. eight in l| Hérault, two in t! 
Vaucluse. and two in the Bouches-du-Rhône. The number 
concessions being worked up to June 20th, 1921. was 163, : 
increase of three on the foregoing year. The total number 


French 
Companies. 
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communes supplied had risen, at the same date, to 188. Тһе 
length. o£ prunary lines (that is, lines of 5,000, 13,500, and 
w(K volts) had advanced from 1,248 to 1,300 km., and that 
of secondary lines from 406 to 418 km. The total length of the 
lines belonging to the company had therefore risen from 1,004 
to 1,718 km. With the high-pressure lines belonging to the 
Société des Forces Motrices de la Vis, worked by the Sud 
Electrique, the latter actually controlled 1,808 km. of lines, 
1,39) of which were high-pressure lines. The net profits of the 
year had risen to 1,370,410 fr.. an increase of 181,744 fr. on the 
last year’s working. ‘lhe meeting, adopting a proposal of the 
council, fixed the dividend at 18.75 tr. on the priority and 
ordinary shares, and at 2.526 fr. on the new priority shares. 

The report of the Compagnie Générale d'Electricité, of 
Paris, for the year ending June 30th, 1921, shows an available 
profit of 8,502,181. fr., as compared with 8,615,007 fr. for the 
preceding twelve months. 

The shareholders in the Compagnie Générale Electrique, 
Nancy, have sanctioned an increase of 15,000,000 fr. in the 
share capital, thus bringing it up to 30,000,000 fr. The 
additional funds are required to complete а programme ot 
works extensions and to permit of bulk production, which 
necessitates the holding of large stocks of raw and other 
materials. 

After various rearrangements of the share capital, the 
ordinary share capital of the Société Parisienne d'Outillage 
Liectrique has been increased to 1,500,000 fr. А 

Тһе report of the Société Industrielle des Téléphones, of 
Paris. for the year ending June 30th, 1921, shows a net profit 
of 6.998.182 fr., as compared with only 4,084,103 fr. in the 
preceding twelve months. The dividend is being increased 
from 35 to 40 fr. per share. 

East London Railway Co.—The report for 1921 states that 
the gross receipts were estimated at £97,189, which would 
ave the company £48,826, instead of a minimum rental of 
£30,000 per annum. ‘The arrears of interest to December 
jlst. 1924, in connection with the electrification of the line 
will be reduced by an amount (when agreed) representing 
the balance of revenue for the year due to the East London 
Railway in excess of the minimum rent of £30,000. During 
the uuturun of the past year the board met several times in 
consultation with the solicitor of the company in order to 
prepare a statement for submission to the Railways Amalga- 
mation Tribunal for compensation. The statement describes 
in definite terms, with regard to which there can be no mis- 
apprehension, the result of the electrification of the line and 
the manner in which the company has been penalised for its 
public spirit and enterprise, undertaken mainly on behalf of 
the travelling public, and urges that under the clause of the 
Act thev should receive, in respect of the same, adequate 
compensation.—Financial Times. fo. | 

Hong Kong Tramway Co., Ltd.—The Financier states that 
because there are very few shareholders in this country, and 
because a change of domicile would reduce the future lia- 
hility of the undertaking for British corporation profits taxa- 
tion, 16 is proposed to assign the whole of the undertaking 
to a new company, to be incorporated under the Hong Kong 
Companies’ Ordinance, in exchange for shares of that com- 
апу. Such a move will eliminate to a great extent the 
diferences in exchange which occur each year, because it 
has a sterling capital and operates in a colony where the 
slver currency fluctuates in value from day to dav. It is 
proposed to complete the assignment by March 318. 

Yorkshire Electric Power Co.—This company is seeking 
Parliamentary powers to divide the whole of its issued and 
unissued £10 ordinary and £5 cumulative preference into £1 
shares. The authorised capital is £2,000.000, and the issued 
capital now consists of 83,000 £10 ordinary and 54,328 £5 
cumulative preference. The company has also raised 
£550,000 by debenture stock.—Financial Times. 

Styrian Electricity Company.—The first issues of 
1.000,000,000 crowns in shares and obligations having been 
taken up, a further concession of 1,500,000,000 crowns is being 
made in order to meet the applications of those who were un- 
able to receive any allotment in the former case. 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under Rule 148a :— 

Fife Tramway, Light and Power Co.—£250,000 7 per cent. 
debenture stock, issued at 93 per cent., partly paid and fully 
paid, after issue of allotment letters. 


Lanarkshire Tramways Co.—Dividend of 6} per cent. for 
the past half-vear, making a total of 52 per cent. for the 
Year. | | 

Montreal Light and Power Companies.—The Montreal 
licht. Heat & Power Consolidated Co. has declared a divi- 
dend of 1} per cent., and the Montreal Light, Heat & Power 
Co. a dividend of 2 ner cent. 


Edison Swan Electric Co.. Ltd.—According to the Finan- 
паї Press this company has passed the dividend on its 
prelerence shares for the half-vear to 31st January. 


Anglo-Argentine Tramways Co.. Ltd.—\ financial daily 
mparts that cabled advice states that results for 1991 will 
тегт of the half-vear's dividend on the five and a-half per 
cent. cumulative oreference shares. less tax, satisfying arrears 
to June 30th, 1917. i 


- 


STOCKS AND SHARES. 


В TUESDAY EVENING. 
INvEsTORS are declared to be having the time cf their lives, 
the airy statement being based on the fact of gilt-edged stocks 
rising week by week, not only with unfailing regularity, but 
with remarkable buoyancy. The investor may not unreason- 
ably turn round and point out that, thankful as he is to see 
prices advancing, he still possesses a good deal of Stock Ex- 
change security at pre-war figures that compare far from 
favourably with those now current. Nevertheless, even the 
latter stocks are beginning to advance in unison with the 
general tendency of first-class securities, and, as usual, the cry 
arises that in. those markets where the investor is wont to 
lock for channels into which to place his money, the liquid 
supply is reduced to a mere trickle. ; 

The strength shown by first-class investments is steadily 
overflowing into other stocks and shares, so that the Ordinary 
lists are beginning to present a more cheerful appearance. 
This may be illustrated by the manner in which people are 
pressing to buy the ordinary shares of the electricity supply 
concerns. County of London ordinary, which were down at 
83 soon after the company made its issue of debenture stock, 
are now 94. Westminsters, St. James’s, Charing Cross, City 
Lights, and Chelseas are all better. The preference shares 
participate in the movement. Amongst provincials, Oxfords 
are up to 34, Bournemouth and Poole to 64. 

The postponement of the dividend on Edison preference 
shares came without much shock of surprise in the Stock 
Exchange. Nor could it have been entirely unexpected to 
those who have followed the argument advanced, time after 
time in these columns, to the effect that electrical trading 
companies could not fail to suffer from the influence of the 
trade depression which has spread into every branch of busi- 
ness, Which has caused the writing down of stocks in drastic 
fashion, and which has been further emphasised by the falling- 
off of export business owing to the slump in foreign exchanges. 
Edisons eased off to 58. 9d.; the preference remain about 
13s. 9d. The latter, being cumulative, should one day receive 
what arrears of dividend may be due upon them. Other 
manufacturing shares are quiet, with General Electrics better 
at 20s. British Thomson-Houston debenture has risen 1 to 
53 premium. 

Cable industrials are better, Telegraph Constructions rising 
to 23, Callender's to 30s. bid, and others of this class being in 
demand. Siemens keep their. price at 22s., and Henley’s аге 
a good market at 3ls. 3d. 

Midland Counties Electric 74 per cent. debenture stock, 
which came out at 96. has almost reached three figures. 
Reading Electric 74 per cent. debenture, issued at 95, stands 
at 53 premium, and Llanelly, after dipping to 1$ premium, re- 
covered to 2} premium upon its issue price of 94. General 
Electric 7 per cent. debenture stock is offered at 100%, giving - 
a flat vield of £6 19s. per cent. on the money, with an in- 
terest payment due in March. English Electric 8 per cent. 
6-year secured notes, obtainable at 954, afford £8 7s. 6d. per 
cent. outright апа £9 12s. 6d. per cent., taking into account 
redemption at 103. Newcastle-on-Tyne 44 per cent. first deben- 
ture at 781 pays 5$ per cent. now and 6$ per cent., allowing for 
redemption at 100 in 1939. The stock can be paid off after 
this year ut 105, or it can be purchased in the market. The 
company's 6 per cent. second debenture stock, on offer at 
464 free of stamp and fee, yields nearly 7 per cent. on the 
money, with a full interest payment due in March. 

It may be worth mentioning that there is a small parcel of 
City of London Electric ordinary shares in the market at 
29s. 6d., affording a return of 94 per cent. on the money at 
the present rate of dividend, though this, of course, may not 
be maintained when the company has finished clearing-oiT 
what it regards as arrears incurred during the war-time when 
less than the regular 10 per cent. was distributed. However, 
as mentioned before, there 18 a shrewd expectation that the 
company may be able to continue, by way of bonus or under 
some other name, the 14 per cent. paid for 1920. Ву the de- 
mand for County and other ordinary shares already mentioned, 
it is fair to infer that the companies have had a good vear, in 
spite of the forces which have been arrayed against industrial 
undertakings. There is little stock. on offer in. the case cf 
anv of the London converns. The speculative investor тау 
see some attraction in the ordinarv shares of the Brush Flec- 
trical Engineering, which stand at 16s.. and on the basis of 
the 15 per cent. paid last vear return 183. per cent. on the 
moner at the present time. The next dividend is due in 
Mav, bnt the quotation surgests that: a reduction in the pre- 
viens distribution is probable. 

Underground Railway «оске are erratic. Districts show a 
rise at 233. but the stock has been 244 during the past few 
davs. Underground Electric. income debenture stock at 914 
is about 4 points higher on the week. On the other hand, 
the company’s income bonds have gone back to 744. showing в 
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` drop of 2, the “* A ” shares are 1s. down at ds., and the £10 
shares at 4 are E lower. Central London Assented ordinary 
at 57 is 2} higher. City and South London debenture stock 
rose to 654, and the company's four issues of 5 per cent. pre- 
ference, ranging in date from 1891 to 1903, have advanced to 
66-69. East London ‘* А " debenture at 634 is several points 
to the good. 

Mexican Utilities are coming into favour again, the Light 
and Power Co.'s preferred shares at 334 being 5 up on the 
week, while smaller rises have occurred in the other issues of 
the company and in those of the Mexico Tramways. British 
Columbia stocks are marking time after their somewhat 
breathless advance, while Anglo-Argentine Tramway second 
preference at 2 1/16 are 1/16 higher. Fife Tramways deben- 
ture stock, dealings in which started on Tuesday at 14 pre- 
mium, quickly rose to 3 premium. Several other Scottish 
iramway companies are said to be contemplating issues at an 
carly date. 

United River Plate Telephones at 6 9/16 show a rise of the 
fraction. The market reason for the advance is that a good 
many holders of the new shares sold these when the shares 
appeared, taking a little profit by way of bonus. The sellers 
having now finished, the price resumes a more normal 
appearance. Marconis at 1i are 1/16, while Marines at 
218. 9d., Radio ordinary at Í4s. and the preferred at 12s. 9d. 
show little change. Anglo-American Telegraph preferred is 
up to 90, but the Eastern group exhibits no particular 
fluctuation. 

Babcock & Wilcox hardened to 2 9/16 and Metropolitan- 
Vickers preference at 36s. 3d. are 1/16 up. А dramatic jump 
took Vickers from 7s. 9d. to 9s. 3d., but the full extent of the 
rise was not held, the price reacting to 8s. 9d. There is 
nothing doing in rubber shares, where the flatness of the raw 
material militates against any revival of interest on the part 
of the public. 


SHARE LIST OF ELECTRICAL COMPANIES, 
Номи Exeocrricity COMPANIES. 


Dividend. Price 
rmm Jan. 94, Riseor Yield 
1919. 1990. — 1991. fall. p.o, 


Wm ux d 43 Pret. .. ü A н 618 6 
0. о. о. А + 
Chelsea... mM as 2 е 4 6 А + 8 B 6 
Ci 9t Tonton as 18 14 99 +94. 9 910 
County of London es 8 8 t 886 
do. do. 5 per cent. Pret... 6 6 + 766 
Kensington Ordinary " T 7 9 — 811 6 
London Electrio.. -- 9% % 1 — 7 ap 0 
до. do. 6 per cent. Pref... 6 6 1 — 913 0 
age aA $ Pret 2 A H K + 110 
r сеп є ves + 
St Janes ani PARES Loa н o7 di 811 6 
South London ee ee 6 1 А =? 10 9 0 
South Metropolitan Pref. .. .% 1 17 17 — воо 
Westminster Ordinary.. i .. 10 10 ei +} 717 0 
сесии AND TELEPHONES. 
Anglo-Am. Tel. Pref. .. өө 6 6 90 +1 618 4 
do. Def . ee ee өө là là 19 — 9 8 6 
Chile Telephone ee eo өө 6 6 54 — Б 17 1 
Cuba Вар. Ота. ee ee ee 1 1 1 = 10 0 0 
Eastern Extension oe ee ee 10 10 wi =. b 19 5 
Eastern T 1. Ord. ee ee ee 10 10 -~l Б 19 5 
Globe Tel. and T. Ord. ee .. 10 10 17 == 617 8 
do. do. Pref. ee ee 6 6 ета 6 1 6 
Great Northern Tel. .. ee ee 23 u x i 9 210 
Indo-Huropean ee ee . өз ee 10 10 — 8 5 4 
Marconi .. e 7s оо оо 95 16 1 t 811 6 
United R. Plate Tel. ..  .. ws 8 8 eg tù % 6 9 
West India and Panama  .. - Ni Ni 5/- == Nil 
Western Telegraph .. we .. 10 10 17 = %5 17 8 
Номи Rans, 
Central London Оха panes ča 4 57 +H 70 4 
Metro tan ee ee i | — 6 Б 8 
District is - Ni N + Nil 
Underground Electric ому .. Nil Nil 1 — Nil 
do. до. “A”, .. Nil Nil 5/- —lk Nil 
do. do. Inoome.. v» 4 2 id —3 *4 06 


FonzgroW Trams, &0, 


Anglo-Arg. Trams, First Pret es — 10 4 
do. do.  $Snd Pre wi үт; +7, 9 7 - 
do. do. брег Seni Deb. 5 5 — 110 6 

Brasil Tractions Nil Nil 55 + 3 Nil 

British Columbia Bec. Rly. "Ptce... b 6 —1 8 5 4 

do. do. Preferred . Б  98j- — *7 18 0 
до: do. ported ste 8 194J. 6 — *10 210 
0. о. А a — 6 

Mexico Trams. 5 per cent. Bonds .. Ni N — 2 9 

do.  do.6 рег cent. Bonds.. Nil Nil +3 Nil 

Mexioan Light Common  .. . Nil Nil 19 — Nil 

do. Pref. © . Ni Nü ed +5 Nil 
do, lst Bonds v .. Nil 6 +8 114 8 
2 к á MANUFACTURING COMPANIES. 
boock & Wilcox KR бө ‚„„ 16 16 

British Aluminium Ord. .. J 10 10 i 2e Saa 

British Insulated Оза, eo se 16 15 1 g — 9 12 0 

Callenders - e. i [^ r^ 189 + à 0 0 0 

А ee ee е — 18 8 

Crom ton OF ee oe oe ee 10 10 18/9 — 14 11 0 

-Bwan . ee ee 10 = 5/9 — 6d, — 
do. do. брег cent, Deb. oe 5 6 62 — 8 14 
o Construc M ө о 10 10 pn — 1018 4 
T чиа ае 4 шу и 
. e. ee — 4 
Gen. Bleo. Pret.. ee ee ee 63 6% 18/8 тт 1 3 5 
о. Ord. ee ee ee ee T 19 А +64. 1 11 о 
Кып ПОП ОГ = 
su norong ot oco tg 
е 8 ee ee ee 8 8 1 + 8 16 4 
Biemens Ord. ee ee ee ee 10 10 эз} cum % 9 1 10 
Telegraph Ооп, .. ve 930 90 98 *i % 439 


* Dividends paid tree of Income Tax. 


MARKET QUOTATIONS. 


lr should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 


and they may vary according to quaatities and other circumstances 


Wednesday, January 25th. | 


CHEMICALS, Фо, | Price, | Ine. or са 
а Acid, Oxalio .. .. ..  .. регі. А — 
a y vue pi бы j . per ton sb £5 deo 
a Ammonia, uriate (large crystal м ee 
a Bisulphide of Carbon is Ке es 
@ Borax Su ee ee ee эе м FT 43 in 
a Copper ee ee ee 6. 
& АГА рне ee ee в per lb. bd to 54 . . 
а te ee ee $99 і na. 13d. ine 
a Shellao .. .. .. .. .. perowi A16 10s 4/- dec 
a Bulphur, Sublimed Flowers ез Эл 418 10s. 2u;- deo 
а “ Lamp ee oe ee [.] £213 108 10J- dec. 
a Soda, Chlorate T а .. per lb. ҷа. we 
a ыан: oe .. per ton 1 - 
a Bodium casks eo per lb. зы. 1d. ino. 
METALS, &o. . 
p Babbitt's Metal and Аш! friction Metal— 
Grade ee . ee per ton net И 2160 ee 
Grade П .. =з да 7” ü £118 os 
Grade III . oe ee ee 99 99 £71 ee 
c Brass (rolled metal 2" to 19" basis) per ib. 1038. ws 
€ » Ses Со CERT) s » to 104 Eu 
с н ee ee ee м e. oe 
c Copper Tubes (solid drawn) " » үң 2s 
с  » Bars (best selected) .. per ton £2 dec. 
с »„ Bhoot.. su m ге к 496 #4 dec 
d " (ElewoWoBam — . 2 £5 icy. dec 
* ars ee » * dec 
d м и Sheets ee м A145 10s, oe 
d. n Ч Wire Rods. . »" £986 #4 dec 
d » m H.O. Wire. . per lb. Liga. ved. dec 
f Bbonite ee ee oe ee м 8fo ee 
f м Sheet.. ee ee ee 1 fj- ee 
a German Silver Wire ee #5 + ite bs 
В Gutta-percha, fine .. s ie " : 
h Indis-rubber, Para fine een э N- 144. dec 
1 Iron (Cleveland Warran inis). pem Nom. 
: Lad | обат Мо, 8, Р.0, qual “е. 80/- d 
ee ee ee е ес. 
ri Meroury ee ee eo ee sited £11 ба. to 211 10s. 15/- tu 2u/- inc. 
ө Mica (in original cases) small .. per lb. Bd. to 8/. es 
& м м $9 large ee p 10 ‘oom & ар ee 
e м м = а eo 
р Phosphor Bronse, plain castings.. 2 1/2 f a 
э # » Grawn bars and rods = 1/ 
P " » rolled strip & sheet » 1/4 А 
p »» [I] Wire "9 ee 99 1/3; jd dec. 
d Silicium Bronse Wire  .. ee perib. gd. dec. 
Р Steel t, in bars ee ee н ifs АС 
а Tin, ) ə — ee рег ton | £155 to £155 10s £9 inc. 
а „ Wire, Nos. 1 016 .. .. per lb. 8/6 "" 
Quotations 2 
G. Boor & Oo. ames UE Y. ^E 
Thos. Bolton & Sons, Ltd, Bdward ТШ & Co. 


: 
g 


eh Works Oo Dad, A а Or clifford & Bon. ТАД. 
в о 
и. Р. Dennis & Uc. 


Selfridge’s Industrial Exhibition.—Messrs. Selfridges 
have arranged an excellent exhibition in their new building, 
designed to give visitors an idea of the many processes in- 
volved in the manufacture of articles in common use; the 
display will, incidentally, show spectators the part electricity 
plays in modern manufacture. | The General Electric Co., 
Ltd., has a stand upon which the drawing of tungsten wire 
is carried out. The wire passes through a diamond die after 
being heated, and at one end of the stand bulbs are blown 


by an operator and lengths of the wire fitted into them. An 


automatic camera is shown for the first time. This produces 
a photograph upon paper without the use of a negative. By 
means of a brush revolving over a set of contacts the correct 
proportions of developing and fixing chemicals are released 
upon the photograph—the whole process taking about three 
minutes. To demonstrate the working of an automatic pas- 
senger lift a scale model is exhibited with all the operating 
gear open to view. A wireless telegraph and telephone re- 
ceiving station has been fitted up, and at intervals a concert 
is given by means of a loud-speaking telephone set. A. model 
paper-making plant is shown working and producing news- 
print, and monotype setting and casting is also demonstrated. 
An ‘‘ Aquatole " liquid lifter appears. This consists of a 
motor-driven endless chain made up of small helical springs, 
and is very efficient in its action. An air lift pump is also 
shown in operation. Among other machines driven by elec- 
tric motors may be seen a silk stocking knitter, machines for 
" skivering ° and sewing leather for making into bags, & 
golf-ball winder, an envelope-making machine, and a machine 
for making chains from gold and silver wire. A new kind 
of transparent rubber is exhibited. Thin pieces of this 
material possess great strength and durability... Altogether 
this new departure 1s very educative and a revelation to those 
who know little about industrial processes. 

We are also glad to find that Messrs. Selfridge's electrical 
department has been given more space, and. the numerous 
domestic appliances, &c., are shown to greater advantage. 
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THE PHYSICAL SOCIETY OF LONDON. 


TWELFTH ANNUAL EXHIBITION. 


(Continued from page 102.) 


[craic ELECTRIC. Co., Lap.—A very interesting new devel- 
emuent in electrical heaters for all kinds of purposes was 
Honn by this firm. It is not a variation of any present 
water, but is of a fundamentally different construction which 
vives It characteristics unlike those of any other heater. Ву 
its means many requirements can be met, it is claimed, 
which could not be satisfactorily met by any previous form 
i heater. The tubular heater consists essentially of four ele- 
rents; The resistance (A) is of round wire wound in a helix 
disposed centrally along the axis of a metal tube (c), 
which is completely filled with insulating material (D), em- 
bedding the resistance, and terminals (p) insulated from the 


A-RESISTOR D-INSULATION C-TUBE  G-TERMINAL 


i эъ ъъ а л ъч, ч, а ч а, @, S SALSA э - 
pny TT ALLL LAL LLL ое МДАА zr. ХА мах #У/ЛЛУЛУУУУУУУУУИАЙЛАУУ/ 1174 
BOSS ot. 1 Whey Wr "ES, e 
үү, LAAR E ALILI LLL LAA ~ 
Clb te SG айан 77777. MILL PLY rrt]. 


— WL Ree RP enreaecaures ауаз мачеа тала аъ а а аа аа за аъ ааыа 0 9* 


ъъ. алалы ч. а АЛАА Әәә ааз еа 


INACTIVE „и ACTIVE неттен LENGTH 


Жр TOTAL LENGTH uua eo ME 


e Mica Sleeve insulates terminal from jacket, 


[ube is swaged down upon terminals, thus securely mounting terminal 
fo tube, 
с Lead wire connects resister to terminal and extends through the inactive 
length. 
& Lead wire is swaged to resister 


Fre. 11.—A TUBULAR ELECTRIC HEATER. 


tite, This construction is shown diagrammatically in fig. 11. 
The resistance mnaterial is usually of nickel chromium, the 
«losing tube being of steel or copper according to the use 
w which the heater will be put; steel is used for general 
purposes and copper for water-immersion heaters. The insu- 
Воп used is a specially-developed, highly-refractory, ma- 
wnal capable of operating at high temperatures without 
мепогапоп. No mica 15 used, except at the terminals to 
insulate them from the tube. The terminals are of brass or 
sæl, the latter being used for high temperatures when brass 
uld not be suitable, and brass is used where steel would be 
able to rust; generally, a copper tube heater has brass ter- 
"mals, and steel tube heaters have steel terminals. The lead 
enneetingz the terminals to the resistance is of nickel chro- 
(mm of much greater section than the resistance, and pro- 
"wes an inactive length so that all the heating effect is pro- 
ued within the portion of the tube desired. 

There are four general types of application of tubular 
beuters. (1) Immersion heater, where it is immersed directly 


structed by simply suspending them in air and mounting on 
any suitable support. If operated at a sufliciently high rating 
they will show colour and can be used as radiant heaters. 
Ipranic tubular heaters are standardised in four diameters :— 
9/32 in., 29/641n., 9/16 in., and 21/32 in., and made in any 
length up to a maximum of 60 in. 

The permissible watt rating is determined by the service 
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Fic. 13.—AN 800-A “* AvTO-RECLOSE " CIRCUIT BREAKER. 


the heater has to meet, varying from 60 watts per in. of 
actual length of the smaller diameter when used for water 
immersion, down to 12 watts for air heaters. The insulation 
15 so highly compacted by the method of manufacture that 
it is practically an artificial stone which fills the space between 
turns of the resistance helix and between the helix and the 
tube. The helix is kept central in the tube and will not be 
displaced by bending the tube, the limit of bending being 
} in. radius in the case of the smallest diameter heater. The 
tubing being thoroughly annealed сап be bent cold, but if 
required to be re-bent, it should be again annealed by heating 
to red heat and allowing to cool. Its many advantages, 


Fic. 12.—AN IMMERSION HEATER. 


in the liquid to be heated. It is shaped as required and the 
‘minals are brought out to a suitable location, as over the 
‘ize of the container, and passed through the bottom or side 
‘rough glands. The tube can be bent to conform to the 
Чор of the vessel and to dodge obstructions, and thus pro- 
"Wes а maximum of adaptability in installation. (2) Cast-in 
ters. The tubular heater is peculiarly adapted to this 
w, as it can be shaped to any desired form and will stand 
Ue temperatures at which aluminium, copper, brass, or even 
Tm are cast. It is strong enough to be self-supporting in 
"e mould, so that it does not present a difficult moulding 
oom. (3) Conduction heaters are usually clamped to the 
mit to be heated, and it is desirable to provide grooves in 
"th the heater will fit fairly closely so as to secure the 
"unum conduction of the heat generated. This is à sim- 
^r and cheaper method of applying the tubular heater to a 
‘ting than that of casting 16 in. and in many cases is just 
5 siüsfaetory. (4) Air and radiant heaters may be con- 


14.—A CONDUCTION HEATER. 


Ко. 


compared with other forms of heaters, may be summarised as 
follows : 


(1) Insulation unaffected by high temperature. (2) Free- 
dom from expension troubles. (3) No soldered or other 


joints to open up. (4) Adaptability by reason of ease of bend- 
ing, casting in, Жс. (5) Elimination of mica permitting higher 
temperatures. (6) Small diameter permitting application. in 
restricted positions. (7) High insulation value. (8) Great 
regularity in duplication, owing to standardised manufacturing 
methods. (9) High thermal efficiency. The above illustrations 
show an immersion water heater, fig. 12, and a clamped-in 
heater for stove top. fig. 14. 

A new form of control device that has recently been placed 
on the market by the firm is known as the '* Auto-reclose "' 
circuit breaker, that may be described as ' almost human in 
operation," as 1t will open a circuit with certainty on an 
overload or short-circuit taking place, but will not reclose, or 
even attempt to do so, until the fault has been removed from 
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the line it is protecting. On the other hand, when the cir- 
cumstances warrant its doing so, it will positively close the 
circuit; 1n any case, an interval is allowed to elapse between 
the opening and reclosing, the interval being adjustable with 
accuracy. The standard patterns include independent feeder 
breakers, tie-feeder breakers, und generator breakers. When 
hand-operated switches are used and overloads are of frequent 
occurrence, the perhaps somewhat natural tendency of an 
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Fig. 15.—DIAGRAM OF CONNECTIONS OF “* AUTO-RECLOSE "' 


CIRCUIT BREAKER. 


attendant is to either set the trip far too high, or to block it, 
so that the breaker becomes an expensive portion of the con- 
ductor and worse than useless. ‘This operation of the human 
clement is claimed to be entirely prevented by the use of the 
" Auto-reclose — circuit) breaker illustrated in fig. 13, and for 
this reason it can be described as a circuit controller. Being 
magnetically closed, a no-voltage release is an inherent feature 
of all these devices and, therefore, full protection is afforded 
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Kia. 16.—A BI-PoLAR DRUM ARMATURE-WINDING MACHINE. 


to an installation under all conditions. The time limit for 
reclosing is a. valuable feature where several breakers are used, 
as the intervals can be so set that various circuits are brought 
on the line in a definite sequence. The protection given by 
the device is said to be complete and maintained without sacri- 
ficing continuity of service. The ling diagram of an indepen- 


dent feeder breaker, fig. 15, shows the principle of operation 
the coil o closes and holds the breaker closed; s is the coi 
for tripping the breaker on the occurrence of а short circu) 
or an overload; T is the releasing coil to permit the breake 
to reclose by tripping the latch a. While tne breaker 1s oper 
there is a shunt path consisting of high resistance R, and lov 
resistance R,; so long as a short circuit remains on the lini 
the diversion of current through R, and m, is such that the 
greater part will be shunted round coil T, but when the short 
circuit or overload is reduced to a pre-determined minimum 
a larger current will pass through coil т, which will ther 
operate and allow the breaker to reclose. 

The firm’s exhibits also included various types of coil: 
wound on its "' Leesona ° winding machine and a new bi 
polar drum armature-winding machine, fig. 16, which ha: 
been designed for winding small armatures direct from the 
wire-supply bobbin on to the core. Armatures arranged foi 
either diametrical windings, chord, or semi-enclosed, twistec 
or straight slots can be handled with equal facility, and twe 
wires can be wound simultaneously. This machine is capable 
of winding armatures from % in. to 44 in. in diameter up t: 
4 in. long, using wire from No. 20 to No. 36 S.W.G. The wind. 
ing head is in the form of a pair of jaws, which are locked 
upon the armature by a hand wheel. Each jaw is furnished 
with a highly-polished wing to guide the wire into the slot: 
without damaging the insulation, and a device is fitted behind 
the wints, which serves to guide the wire, or wires, from 
the coil and give them the required twist, so that when the 
armature is removed from the machine it 1s complete, all the 
leads being of the correct length and form, ready for attach- 
ing to the commutator. 

Another interesting exhibit was a small automatic triple- 
pole starting switch intended for use on alternating-current 
systems. This type of starter is used with small squirrel-cage 
motors and motors with internal starting arrangements, when 
it is possible to directly connect the motors to the line. The 
protective features embodied in the construction of these 
starters are:—No voltage release which opens the nain cir- 
cuit in case of a failure of the voltage. An inverse time-limit 
overload protection 1s obtained by the use of a pair of mercury- 
type overload relays. The difference between these mercury 
relays and other types of overload devices is that the motor 
is allowed to take the extra current required for starting, thus 
eliminating fuse troubles. If current in excess of that re- 
quired for the normal running condition flows through the 
motor windings too long and the windings heat up, the tem- 
perature of the thermal elements of the relays increases pro- 
portionately. This vaporises the mercury in the '' Pyrex " 
tubes of the overload relays, causing it to pass into an upper 
chamber and open the circuit of the no-voltage release. This, 
in turn, disconnects the motor from the line, after whien the 
mercury cools and the relavs are reset in readiness for sub- 
sequent use. Control of these starters is by means of ‘* start " 
and * stop ° push buttons. 


Messrs. IseNTHAL & Co., LrD., in addition to rheostats and 
resistances of many types, had on view electrostatic instru- 
ments designed by Mr. G. L. Addenbrooke—namely, a pres- 
sure voltmeter that can be adapted for any voltage between 
50 and 1,000; its sensitiveness is variable so that it can be 
altered to read a given voltage at a given point on a scale. 
A low-reading voltmeter which has a wide range of sensitive- 
ness, usuallv about 25 mm. on a scale at 2 metres for one volt, 
but it can give double that. Its contact difference is almost 
nominal and, when used as an ammeter, it will read, with an 
appropriate shunt, very small a.c. or d.c. currents. А con- 
venient sensitiveness of the firm's electrostatic wattmeter gives 
a constant of about 10—that is, with 200 volts on the needle 
and 1 volt between the quadrants. The deflection is equiva- 
lent to 2,000 mm. at 2 metres scale distance. Consequently, 
at ordinary power factors a reading of 200 mm. is obtaine 
for a drop of 1/10 volt between the quadrants. This sensitiv 
ness can be doubled, or even quadrupled, for special purpo: 
and the instrument can be used to measure the loss in co 
densers of 1/10 mfd and of very low power factor. | 


| 
Tue ЮЭгвилЕн Conpenser Co., (1991), 1лїр., exhibited some 
new types of condensers both for wireless telegraph purposes 
and power line protection; special attention was drawn to the 
"C.P." type, in aluminium cases, with special insulators 
for high-frequency work and capable of carrying currents up 
to 50 amps. The 577 type is suitable for working continu- 
ously at 1,000 volts and for carrying one ampere of high- 
frequency current. This type is made in capacities ranging 
from 0.00001 to 0.01 mfd. in a standard metal case. The firm's 
absolute standard of capacity 1s guaranteed to have an error 
not exceeding 0.1 per cent. on any capacity in any range, and 
with regard to the special insulator for c.w. wireless telegraphy 
the claim is made that “ we guarantee it for ever, as it 18 
unbreakable mechanically and electrically.” For power lin 
protection condensers are made for operating continuously О 
overhead lines at pressures up to 110,000 volts. A porcelain 
insulator was exhibited that had been damaged by a direc 
lightning stroke; it was fitted to a 60,000-volt condenser an 
the latter had withstood the shock successfully. | 
Tue Concorpta Exvectric Wire Co., 1лъ., had а show- 
case containing samples of wire of various sizes, and insulated 
with different substances. | 


(To be continued.) 
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| “BROOKHIRST” SWITCHGEAR. 


уніз of new ‘patterns of switchgear has recently been through intermediate positions. The method of operation is 

„eloped by Messrs. Brook, Hirst & Co., L7p., of Chester, the sume in both drum and multiple lever types, the con- 

кшй some particulars should prove interesting. Whilst tact segments in the latter case being replaced) by cams, 
i new designs represent, in many respects, departures from Which actuate the switches. 

TT practice, the manner in which standardised com- In respect of their general construction the new panels are 
_ pets are used, as far as possible, to build up the different robustly ironclad, with glazed apertures, through which the 


switehzear can be seen; the starter has no spring to effect 
return to the `“ off "" position, but cannot be lett in cireuit in 
an intermediate position; the starter is provided with a slow- 
motion operating handle, and has a definite step-by-step move- 
ment; and it has a true " free " handie, operative on failure 
of supply or overload. The shunt speed regulator has a slow- 
motion handle, and is designed so that the motor can only 
be started with full field. The motor circuit is opened only 
by a d.p. magnetic blow-out contactor, and two overload trips, 


EL fat ero PASSED, Pig: 2.—Durw-type рахе, Fig. 5.—MULTIPLE-LEVER TYPE STARTER. 
(istic CONSTANT SPEFD. OPEN: VARIABLE SPEED. 
агии, is worthy of nete; and as a natural corollary to one on each pole, are always fitted. Provision is made for 
this practice, the manufacturing methods have been adapted * inching,” and no live parts are ever accessible, as explained 
ла improved to enable the components to be produced at above. | | 

The internal mechanisin is accessible by front and back 


the lowest cost but of uniformly high quality. At the same 
tme all possible safeguards for both the motor and the 
"кмг have been embodied in the standard designs; the 


doors, but all important working parts can be removed from 
the front without intefering with the resistances and intercon- 


че], are totally enclosed, and the interlocking of the door nections. | 
tn the isolating switch has been made, it is claimed, proof Fig. 1 shows the drum-type panel for constant speed, and 


fig. 2 the variable-speed type with the front doors open. 


anst evasion, whilst the isolating switch is enclosed in a if l 
The ‘ Brockhirst patent ratchet handle 18. shown sepa- 


d compartment accessible only to authorised persons. 


wn the door is open the only live parts on the panel are rately in figs. 3 and 4 as epnlied to the drum starter. To 
"e main terminals and the supply side of the isolating ratchet the drum forward, the handle is brought from a 
oth, all of which are enclosed in the locked chamber. a nward position to an upright one. thereby closing the 
The new starters are of the '* drum " and * multiple lever " control switch. Tf the handle be released it falls to its normal 
“p, and their most notable feature is the successful appli- position, and this switch is opened. In the “full on posi- 


The arrow shows the position of the control switch contacts. 
Figs. 3 & 4.—IIANDLE-BbOX AND DRUM, WITH CONTROL SWITCH OPEN AND CLOSED. 


tn of the drum mechanism to both kinds; the difficulty tion, and in that position only, an auxiliary drum contact 

-h had been experienced in providing automatic safeguards provides continuity of the circuit independently of the con- 
-T« interruption of the starting operation in the case of trol switch, and so allows the handle to be released. ‘ihe 
_ um operation has been overcome in the new panels. ratchet mechanism provides a definite check in the '* on’ 
1 handle has a dual motion, in the course of which it first position, so that 16 is not possible madvertentlv to take the 
"<a "control switch ’ ' (equivalent to a “ start ” button), drum past that position when starting; if, however, the 

‘then cuts out the resistance step by step. The return handle be released, it becomes possible by a single forward 
| ^ handle to the О, ' position, which is essential before movement to reach the “off” position. The slow-motion 
"тч start can be made, is effected by a single forward gear is so arranged that the pawl fails to engage the ratchet 


“ment, thus avoiding the necessity of ratcheting back if the handle is operated too quickly; on the other hand, 
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stop prevents the drum from over-running and cutting out ` EXPORTS AND IMPORTS OF ELECTRICAL. 


more than one resistance step at a time. | 

In the case of the * drum ” {уре starter, the drum carries GOODS FOR DECEMBER, 192]. 
copper segments, which make contact with spring fingers; 
for the larger currents the drum does not carry contacts, but . 
is fitted with a series of cams which close in turn, and sub- Тнк December returns of electrical exports show a decrease 
sequently re-open, a number of separate switches (fig. 5). The of about £177,000 as compared with the November total of 


starting resistances have the standard full-load one-minute £1,240,810, but December, of course, brings with it the stop- 
rating, liberally construed; in the larger panels grids are used, Apt. i 


but in the smaller ones. departing from the firm's previous page due to the Christmas holidays. The falling off in values 
practice, the wire, of a non-rusting, non-corrodible alloy, is was widespread and most conspicuous in electrical machinery 
wound on tubes, which consist of heat-resisting insulating (£140,000 decrease), Insulated wire (£40,000 decrease), and 
material, placed vertically, so that a draught of air passes electrical goods and apparatus (£21,000 decrease). — On the 
through the tubes and over the wire, thus dissipating the other hand, telegraph and telephone exports were on an ex. 
heat effectively. tended scale, an increase in values of £26,000 being recorded. 
The drum contacts are ground true after fixing, and the Electrical imports at £174,000 were £5,000 down on the pre- 
finger contacts are attached to their supports by a greatly vious month's total, while the total for re-exports of electri.a 
improved method. The multiple-lever starter switches make goods remained practically stationary at £14,060. 
contact with a rolling action, so that the working contact 1s The total weight cf electrical machinery exported fer the 


Fics. 6 & 7.—Contactor Contacts IN. COMPLETELY CLOSED Fic. 8.—Door LOCKING-ARM AND 
Position (FiG. 6) AND IN INiTIAL CLosinG Position (Fic. 7). PUSH-BUTTON. 

made at a different point from the initial contact. All contacts month was 1,190 tons, as compared with 1,333 tons in Decen 
аге renewable. ber, 1920, and 2,176 in December, 1913. 

The contactors, which themselves provide the “ no-volt ’ и 3 
feature, and are opened by the overload trips in the event of VALUES OF ELECTRICAL Exports AND. [MPORTS FOR DECEMBEI 
an overload, are electrically interlocked with the starter, so 1931. | Re- - 
that they cannot close the circuit unless the starter is in the i `_ Exports. Imports: export: 
“ off " position. The main circuit is never opened except by | | £ £ £ 
the contactors, which are very carefully designed and con- Electrical goods and apparatus 95,814 46.450 2 
structed. Figs. 6 and 7 show the contactor contacts, blow-out Insulated wire I ... e. 163,678 4.654 X- 
coll, and part of the are shield, from which it will be seen alow lamps e zm e 25,439 40,966 бс 
that апу arcing that occurs at the breaking point cannot Are lamps and parts e en 541 497 = 
affect the working contact. Batteries wad ei кӨз wie 36,156 4,736 — 

The overload trips, either of which opens both contactors, Meters sat We - .. . 95,304 3.171 07 
аге usually arranged for instantaneous operation at the үге- Carbons TT T M T 4,252 4,519 i 
determined overload, but can be provided with a time-lag РОМЕ TR 
feature. о Жеке ыгал Re 1.093 

The shunt regulator; by means of a horizontal serew, Re way апа iramsvay Tovar... ae iN - 
moves a laminated copper brush over the surface of two Other motors and generators ... 147,621. т" Tis 
straight rows of contact segments, those in one row being Switchboards (not telegraph or m TEF 
staggered relatively to the others. This arrangement econo- telephone) Qoa ins «ns 18,810 6,116 c: 
mises space, and lends itself conveniently to slow-motion and Electrical machinery — (unenu- T 927 
side operation. The resistance wire is wound on porcelain merated) e m + 105,087. 49,795 E 
eylinders with special central passages for tappings, and no Telegraph and | Telephone 
beaded external wires are needed. cable and material :— 

АП the panels are suitable for “inching” without any Telegraph and telephone wires 
alteration ; inching may be done with the handle, in the and cable (not submarine) |... 85,125 1,346 а 
Е start ” position, or with push-buttons at convenient points Submarine telegraph and tele- 
in the “off” position. | | | | i phone cable 5, 83,230 iine = 

The d.p. isclating switch is electrically interlocked with the Te seamen and telephone аи» | 
main contactors, so that current is interrupted only by the ments and apparatus ... 194,330 11,810 "umi 
latter. As above mentioned, the isolator is mechanically NEUE _ ani ы 
interlocked with the doors of the case, and is enclosed in an Totals к а. з £1,063,154 £174,000 £14.11 
inner locked chamber. 

From the foregoing particulars it will be seen that the rew Below will be found comparative figures of the values of ele 
designs are calculated to afford the maximum protection, both trical exports for 1920 and 1921, taken from the latest В.О, 
to the motor and to the operator, and this result has been returns :— 


attained without material increase in the cost, owing to tlie 


ELECTRICAL Exrorts ror 1920 Ахр 1991. 
adoption of improved methods of manufacture. 


1920. 1921. Inc. or de 

ECT LET Ua Msc E MEETS ED ы £ £ £ 

Electrical goods ... ox BAUR Tia 1,989,411 — 195.3( 

Electrical Undertakings іп India.—H.M. Senior Trade Insulated wire — ... sas 3,794,024 3,308,789 — 485 2: 
Commissioner in India has forwarded to the Department. of Glow lamps zh 319,854 443,850 +123, 
Overseas Trade copies of the Third Supplement te the List of Are lamps and parts e 36,3 385 19,206 -17.1 
Electrical Undertakings in India revised to October, 1921, Batteries — ... Zr en 628,274 675,476 HATA 
which contains financial and technical details with regard to Meters eh i T 397,180 492,002 TA 
the various licensed electrical undertakings in India. A copy Electrical machinery — ... 2,788,538 4,954,879 2.1963 
of this supplement may be seen on application to the De- Carbons TT -— ‘es 148,889 10,243 — 18,04 
partment (Room 84), 35. Old Queen Street, London, S.W.1, Telegraph and telephone Р 
and a further copy is available for loan in order of application material and apparatus 4,041,562 5,825,619 +1,784.05 


to firms in the provinces which may be unable to arrange for 


inspection in London (Reference E.D. 7753). Totals £14,272,479 £17,809,468 +3,536,% 
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THE UTILISATION OF WASTE 


HEAT FROM POWER STATIONS. 


(Abstract of Joint Discussion at the INSTITUTION OF ELECTRICAL ENGINEERS.) 


"INT meeting of members of the Llustitution of Electrical 
caneers and the Institution of Heating aud Ventiiating 
Kares was held on January ІЧ at the headquarters of 
ine former Institution. It was well attended, and the discus- 
an was opened by the reading of two short introductory 
mers, Which аге reprinted below in an abridged form; a 
number of lantern slides and diagrams was displayed, but 
waettunately most of the contributions to the discussion were 
seni trom typescript, which fact rendered it difficult to appre- 
ate the significance of many of the statements made, especi- 
wis when gures were quoted—indeed, some stateinents were 
ip out at such a speed. that it was nupossible to record 
cere than a small portion of what was said. 


Utilisation of Exhaust Steam from Electric Generating 
Stations, and Coal Economy. 
Bx C. Іхонлм HADEN. 

[r cunnection. with electric generating stations, it is clanned 
‘at an ellicieney. of 80 per cent. is obtained from the coal, and 
saming the calorific value of the coal to be 14,000. В...) 
“percent, or 2,500. D.th.u.'s is lost in the boller, and 90 per 
at of the remainder, or 10,050 B.th.u.'s, in the generating 
at: hes out of a total of 14.000. B.th.u.'s, 2,900247 10,030, or 
iw Вера, are lost, and only 1.120 B.th.u.’s are con- 
ote nto electrical energv; in other words, for every 100 tons 
coul used in this wav the heat equivalent to 92 tons 15 lost, 
cathe huge total of 9,200,000 tons represents the approximate 
coe expressed in tons of coal) of wasted heat; this quantity, 
C aeaveraze price af 30s. per ton, amounts to £13,500,000 out 
ithe total of £125.600,000. paid for the coal, | | 
зеге have to pay the proportional cost of all this heat in 
s pree per КМВ, but that does not fully explain why the 
tis se hith. Auxiliaries absorb a considerable percentage 


à 
1 


to meet the working conditions. The assumed lighting load 
(firm line) indicates that at certain hours of the dav there 
1s à considerable surplus of electrical energy available for other 
purposes. The lighting plus cooking load is shown chain- 
dotted. 

Fig. 2 shows an assumed summer demand for hot water 
supply, lighting and cooking. Lf electric cooking were used to 
the extent shown, there would be three periods per day when 
all the exhaust steam could not be utilised. It might be 
possible to provide thermal storage to use the exhaust for these 
periods, if there were a large local demand for hot water. 
Further, when the power load is added (and such a load would 
be practically constant throughout the vear) it shows the 
necessity of providing some condensing plant to deal econo- 
mically with the extra. electrical load, or to depend upon the 
power station or super-station for this supply. If. no supply 
from a super-station were available, then, to meet all demands 
within the district, the plant would have to be designed with 
the proportion of condensers necessary for the load. variations, 

Some generating stations in London and in many cities 
and towns in the United Kingdom are extremely well situated 
for heat distribution, and, although the present plant in many 
instances is obsolete and uneconomical purely for the purpose 
of generating electricity, a large number of these stations with 
their existing boiler plant would serve excellently as heating 
stations, thus utilising the boilers to the best advantage, 1n 
Which case either a part of the generating plant could Бе 
altered to exhaust at a pressure of 60 Ib. per sa. in., or new 
plant could be specially designed to meet the conditions. "I fe 
retention of a competent electrical staff at these stations 
surely is justified if the income from the sale of the heat makes 
the combined station a profitable undertaking. One example 
in London : a careful survey of the distriet within an approxi- 

mate radius of half a mile from the 
generating station shows a possible heat 
load of 160,000 Tb. of {елш per hour, 


Bi ETE TAER ZS el ac | dealing only with buildings provided 
INO 150-4 radiation loss from Steam main} => Milat АТАА, согледа V WR IEE SFR 7 with existing installations. for heating 
E (max winter load) | L8 иза Jor heat lard (таг wirer tead) | po and hot water supply, and those of 
1400 m i icm у M EE suitable size for the steam service. If 
1596 TENER MEME АЕ — l ; | a further proportion of new buildings 
| | ff | » ER ЖЕ | ZEN ME: were erected. within this area, this 

120% р =з чен 1] 1 n CUM е i ds | load could. easily be doubled, 
поо па == ae i = | А йу Жу The above demand would reeuire ad- 
Бе = _| | = o = oP eS | ditional stenn at the station to allow 
É | i | | | о ч. for radiation losses, thus making the 
"diat "S E y | |. | d EE: | figure sav, 165,000 Jb. of steam. With 
ЕС: НЕЕ. Ha TEM UN | a boiler pressure of 150 1. and super- 
MN 10 ERENER —{ —-N heat of 100 deg. F.. and with genera- 
porq der mW EN AMNEM MERA ting plant designed for a back pressure 
ею “| Pred E | | | | TE | Ld of 60 Th. per sq. m.. the steam con- 
о $0 ж = D ae көм» = ео ндө. sumption would be at the rate of about 
| f EA | | A winter lighting Пол | | 115 Ib. per kilowatt-hour. so that it 
Р f NEN | AN EN ! =. d would be possible to obtain power at 
хо i the rate of about 1,450 kilowatts. 
ad i Exhausting at 60 Ib. ner sq. in., there 
would still be some superheat in the 
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Fic. 1.—ASSUMED AVERAGE WINTER LOAD. 


fe energy generated, and as all this energy is wasted, the 
io af the units actually sold has to cover the cost of the 
ote need in this way. 

Wah present methods, electricity is a most wasteful form 
creating, and quite impossible if coal is to be conserved, 
‘othe combination. of heat distribution with the generation 
electricity will give a higher heat efficiency. | 
itis net generally possible to place an electric generating 
tanin a central position so that it can be used as a heating 
“ton. The positions chosen for super-stations are close to 
sue waterway, for the obvious reason that the heat can be 
sled awav and cooler water obtained for the condensers, 
chis un entirely sound and economical proposition? _ No 
“ome сап be complete which does not make some provision 
(>the utilisation of the waste heat. | 

lf the super-station is built in a district where there is no 
hile use for the heat, the conclusion is that the position 1s 
пу chosen. unless the electrical load exceeds the pos- 
‘te heat load in the district to be served. The scheme m- 
“res the scrapping of many existing generating stations, 
col secs a most calamitous proposition. A possible alter- 
“tr ds to retain such of the existing stations as сап be 
Эу employed. as heat distributing stations, utilise them 
‘their full capacity. and, if there is a greater demand for 
cat, then provide additional heat stations, using them also 
Comerating electricity as a by-product. 

De assumed heat load is indicated m fig. Г. for a 
mete dav of A hours. The dotted-line curve gives the 
itPABmate rate. of electrical output from generators designed 


steam, which would assist. in reducing 
the radiation losses in the mains. — The 
consumer would also benefit by апу 
superheat remaining in the steam de- 
livered to the ealorifiers. 

The net integrated load for the same 


district and buildings, allowing for 
average winter and summer conditions, dmounts to 


452 million. pounds of steam per annum. The gross income 
derived therefrom would amount to £90,400 if charged at 
the rate of 4s. per 1.000 ]b., and the approximate number 
of electrical units obtained front the heat load to 3,030,000, 
which, at an average price of 2.2d. per unit, would amount 
to about £30,000. 

The total expenditure for engineers" work would be about 
£82400, covering over 4 miles of. streets, an average cost of 
£17,800 per mile, and an average earning capacity of £10,500 
per mile. | ; | 

Bv uniting all the services and aecommodating them in 
one suitable subway, the cost to each service should not be 
prohibitive, and the proportion might be determined by capi- 
talising the expenditure incurred over a period of years for 
cutting up and making good the roadways, &e. | 

A brief description of what has already been accomplished 
follows: Tn 1911 the firm with which T am connected was 
entrusted with the heating and. ventilation of the new build- 
ings (St. James's Buildings) in Manchester for the Calico 
Printers’ Association, including complete boiler nlant for a 
maximum load of 12 million B.th.u.’s per hour. The back of 
the buildings abutted upon the Corporation generating station 
in Dickinson Street, and we proposed to the City Electrical 
Engineer, Mr. 8. E... Pearce, С.В.Е., that the Corporation 
should supply. exhaust steam for heating the new buildings 
and a contraet was entered into between the Corporation and 
the Association. | 

In labour the scheme saved the handling of approximately 
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SUD. tons per annum, and one man now looks after and controls 
the whole plant. The condensate is measured by a Lea re- 
corder, and electrically-driven pumps (n duplicate) return the 
whole of the condensate to the generating. station. 
Subsequently the scheme was extended to a distance of 
about 600 ft. from the station to the Refuge Assurance and 
other buildings. At the Refuge Бан new heating boilers 
were replaced. by "* calori-conomisers, and. the coal bunkers 
were converted into strong romns. Even at this distance the 
back pressure at the station does not exceed 13 tb. per sq. in 
The condensate is not returned. from this building, but is 
filtered and used in connection with the hot water supply for 
the lavatories. Other buildings are now supplied. with steam, 
and fig. 38 shows a heat chart drawn from information 
kindly supplied by the Corporation Electricity Department. 
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Fie. 2.— ASSUMED SUMMER DEMAND. 


The Utilisation of Waste Heat from Electrical (ienerating 
Stations. 
By F.H. Wuysanr, М.К. К. 


It has been suggested that special etforts should be made 
by supply authorities to surround their power stations with 
industries such as paperanaking and sugar-refinung. in order 
that they may sell their exhaust steam for use in industrial 
processes, but most of the undertakings with processes suit- 
able for co-operation with this kind of power station are 
established. in special districts, and them positions are not 
convenient. l ant of the opinion that in many cases this 
difficulty ean be overcome, on account of the ease with which 
energy can be transmitted in tbe form of electricity from one 
place to another, and D sugitest that the discussion of this sub- 
jeet should. follow the lines of putting forward. commercial 
terms for the co-operation of хелаи imdustries with. the 
supply authority so that the two may mutually benefit. 

With regard to the charges to be mide for exhaust steam, 
І suggest that with eoal at 108. per ton the proper charge would 
be 104. per 1,000 Ib. where the condensate is recovered. by 
the supply authority and the distance is not more than 1 mle 
from the power station. 

For the supply of electrical energy as a by-product from an 
industrial works making a dirge use of stenn, the proper 
charge is O.fd. less than the fuel cost of the supply authority 
for a 100-per-cent. load factor. ; 

The chief point to bear in mind working out. the detatls 
of any proposal is that the benefits should be equally. divided 
between the. parties under all the varying conditions likely 
to obtain in actual practice. With regard to the supply ef 
steam from an electric power station for beating purposes, it 
ix necessary to regard electrical energy as a by-product in this 
ease and, in order to get the most economical results. the 
back pressure must be Kept as low as possible, a maximum 


of 3 lb. (gauge pressure) being anned at as a practical 
possibility. In. agreements fer supply. a back pressure of 4 


lb. per sq. in. at consumers! premises should be specified. 


The friction load of a T40-KW set is often equivalent to 
S000 Ib. of steam per hour. and it is a very large building 


that will take more than this anantity: therefore, unless n 
100 per cent. electrical load factor can be given to the set 
or sets used, there is very little profit on the arrangement. 
Where the hesting load is small. ap alternative is to 7 bleed’ 
4 turbine or to take off a supply from the receiver between 
the evlinders of a eompound reciprocating engine, the 
veamainder of the steam going to the condenser m each case. 
14, 15 doubtful. however, in these cases if the electrical energy 
is generated more cheaply than it would be by a large modern 
момо station using fram. TE to Pe lb, of есаб ner kWh, 
and the faet that the provision of a load factor of 100 per cent. 
53 the plant supplying exhaust steam for heating purposes 
< effected at the expense of the load factor at the main power 
station, must be taken into consideration when comparing 
results. 

Wavleaves can be found mest readily through the basement 
remises of buildings en route, the proprietors being induced 
m most cases to take a supply. The supply of exhaust steam 
for heating purposes is invariably most satisfactory to the 
consumer and the demand is generally ahead of the facilities 
for supply. 

Tt is said that combined stations in 
abandoned in many 


America have been 
ases In favour of a separate central 
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station for the supply of stean for heating purposes only, but 

this does not necessarily prove that there are not many cases 

Where a properly. or wanised system of collaboration between 

existing electricity supply. stations and heating consumers in 

congested city areas should not be profitable to both parties. 
DISCUSSION. 

Con. R. E. B. Скомртох opened the discussion by referrin, 
to the several stations in. London. that were to be converter 
Into sub-stations and at which the generation of electricity 
would cease—thev might be used as heat supplying stations 
but the problem of wavleaves would have to be overcon: 
before ‘they could do any good. His investigations led hin 
to the conclusion that the best plan was to retain the boiler: 
in such stations and supply very highly superheated steam 
lagging on the pibes occupied a grer 
amount of space, and the loss still re 
mained heavy. Heat. distribution coul 
not be done hv one method alone—eacl 
system had advantages in special cases 
In certam districts the amount of elec 
tricity used for heating purposes hi 
trebled within a short. time, due soleh 
to the high cost of coal and the absence 
of domestic labour. The `* convenience 
factor " in any heating. system was o 
such great importance that it out 
weighed effierency and other factors 
One of the great advantages of electri 


7 


Ж | city Was that it could be brought « 

- į -i—i close up to the point of application: t 
? и 

мии was also clean, required no preparatio 


before dts use, or any cleaning up atte 

wards, as a coal fire did; and its cor 

ventience. enabled it to be used im be 
rooms, &c., Where a coal fire would not be lighted for a shot 
period. However, they could not travel over. one road onh 
and, moreover, there was not so ишек room di, say, Londo 
as in Amerioun cities wherein to locate the beating station: 
the large buildings in the U.S.A. each required a big amour 
of heat, whereas in this country they would have to cove 
more ground to obtain. the same load. 

Мк. F. Bicis (president of the Institution of Heating an 
Ventilating Enzineers) knew of many examples of the utilis 
tion of waste heat and cited the small power station at th 
huperial College of Science at South kensington, the wast 
heat from whieh was used to heat all the surrounding buik 
Ings, museums, e. He thought that all should do their be: 
to have the subject ventilated, and suggested that it might | 
desirable to form a joint committee. to In vestig rate the matte 
and report to a further joint meeting of their Institutions. 

Mr. W. H. Patrcuenn asked: '" Does it pay?” and pointe 
out that the question must be looked at fron both sides. H 
exhibited a number of slides relative to the system in use i 
Detroit, U.S.A., and explained that there one of the large: 
electricity supply companies in the world had commenced t 
sell the waste heat from its generating stations, but late 
had abandoned that method and had built special stations fi 
the purpose of selling heat. In one of the latter there ha 
been installed in December, 1921, the largest steam boiler à 
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Fic. 3.— Hear Cuat (MANCHESTER). 


the world—bigeer even than that at the new Ford steel work: 
His lantern slides included. illustrations of large steam pipt 
in an underground tunnel that was specially built. to hou: 
them and others of. 12-in. steam: pipes that were buried int 
ground; they were covered with 14. in. of insulation. the 
with woed, and, finally, with concrete. The pipes ехе 
гене in good condition for many years, 

Ne A. H. Barker thought that the author's. suggestio 
would be à very expensive proposition, and the London area 
in Which any such. system could. be made use of were ver 
few. — They should look facts in the fact. and net as the 
would like them to be. He quoted figures (being the result « 
experiments he was carrying out in three 1..C.C. cottages 1 
habited by workmen, which were fitted with meters, recorder: 
Ke with a view to determining the minimum amount С 
heat that was necessary for comfort. and the actual amoun 
used in such dwellings) that pointed to the fact that abou 
80,000 B.th.u. was all that was required ner day ina work 
man's cottage. Therefore, the amount of steam necessary. t 
produce. that amount of heat was very small. When th 
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beating was done by gas it cost about £10 per annum, but 
yhen solid fuel was used the cost was about half that sum. 
"nen a workman could obtain all the beat he required. for 
dout £6 per annum the question naturally arose: Couta 
ies do the equivalent by the methods advocated. by the 
eners of the discussion? He thought the answer would 
sow that any scheme for supplying waste heat from a central 
ation for the purpose was foredoomed to failure. 

Mi, d. F. RaGGerr emphasised the fact that a proper balance 
tetween the heat and load was of importance, and explained 
that Its attainment Was assisted by the use of electricity for 
„опти purposes. After referring to back pressures he men- 
toned examples of combined heating and electricity supply 
punt by Which electricity could be generated as a by-product 
vers economically ; it could. be supplied for one-third of the 
oat Which а corporation could supply it. 

М: М. М. Seevey said that man needed two kinds. of 
merv—high grade and low grade. An advantage of the 
farmer Was that at could always be broken down if necessary. 
Was it cheaper to concentrate on the production of high-grade 
energy from the raw material, or in doing so to leave some 
"due that would be useful to mankind? Man needed, not 
heat, but temperature. A hot-water service must be built up 
гапа on the local demand in special cases. 

Ve WL W. Noggs chose the commercial side of. the sub- 
at, and was alarmed at the price at which Mr. Мухан 
дын Ме! that exhaust steam should be sold, namely, f0d. per 
‘an lb, with coal at 10s. per ton. He pointed out that the 
ie consideration m fixing the price was its market value, 
wo what it would cost. He quoted current figures, rates, &c.. 
the 1.5.4. to show that thev were considerably higher 
Ban those suggested їп the introductory paper. 

Meo J. F. Driver was of the opinion that a “central” 
“tion Was so in name only, and that it was the means of a 
coat deal of waste, but what was even worse was that it 
не eost. monev to throw away that heat. Tle suggested 
"at electrical engineers should live by the sale of their by- 


products, because what could be done in one case could. be 
done in another, and he did not see why in new districts— 
хау, on the sites of new housing schemes, Мс, a good deal 
of Waste heat could not be usefully absorbed. An ordinary 
coal fire in a house was extremely wasteful because it was 
often kept burning unnecessarily; for example, to provide hot 
water in the summer thoe. The Loughborough Technical 
College spent about £5,000 per annum on coal and electricity, 
Whereas a suitable electricity generating station designed. to 
exhaust at a back pressure of TP 1b. would. show, on paper, 
an economy of no less than £4,700 per annum, and the 
college Was comparable with a factory that required heat ali 
the year round. With regard to wayleaves, much trouble, he 
thought, could be avoided ii such premises as shops by lead- 
ing the pipes from one adjacent building to another. 

MrR. W. N. HADEN thought that the energy available at 
destructor works was not made suffierent use of. Rivalry 
between departments might lead to development, but it was 
not caleulited to result. in economy. The demand for heat 
would develop more rapidly in the future than was commonly 
expected, and his experience of the food shortage during the 
war period led hin to think that it would be unwise to expect 
anybody to be satisfied with the minimum quantity of heat 
that was really necessary. In America electricity supply. con- 
eerns supplied in summer consumers who in winter generated 
their own electricity as a by-product of their heating plant. 
Such an arrangement helped. to maintain the load on the 
large generating stations; whereas in this country the authori- 
ties posed a charge for the stand-by plant. 

In reply to the discussion Мн. P. M. Wiiysarr asked to be 
permitted to reserve his reply for publication in the Journal 
of the I.E. E. while Mr. €. Pxauiaw Papen found nothing to 
criticise in the various speakers’ remarks, and agam empha- 
sised his main point--namely, to retain as heat generating 
and distributing centres many of the electricity generating 
stations which it was proposed, in the schemes being con- 
sidered by the Electricity Ceonunissioners, to serap entirely. 


BRAZIL AND 


ITS 


IRON ORE. 


dere ах о much to interest the engineer in the report. on 
cone conditions in Brazil (by the British Commercial 
seretary, Mre B. Hambloch), which has recently been 
piel by the Department of Overseas Trade (П.М. Stationery 
ote, ds; ОЧ). Lt covers the situation in. that country up to 
tiber, 1921, and reviews the work that has been done during 
to fast (Wo years in the further investigation of the enormous 
asare deposits in Brazil. 
Het. with regard. to the general trade position, it is note- 
| riy that in 2019 the high-water-mark of Brazilian: ecm- 
pfe Was reached. A balance in the country’s favour of 
eer COULO00,000. was then shown. The succeeding усаг was 
cite different. A steady stream of проге goods towed 
tonis brazil at a time when local importers found ditheulty 
sopor of such goods owing to the fact that the export- 
ntecentres dn. the interior were no longer in а position. to 
umha on the scale that bad been anticipated, for the 
" «n that the demand and prices for Brazilian. products had 
on, 
Push merchants dealing with the country. have been as 
illut as any others by the prevailing commercial crisis m 
nl but the Cominercial Secretary has no doubt that their 
эчени and good judgment throughout have been appre- 
<el, and wall bear fruit as conditions once more become 
were al. 
"nzil is a voung country connuercially, and her potential 
"aves are enormous. It is probable that the present crisis 
Pis sooner than many people expect, and that Brazil s 

глет capacity. will continue. to inerease, especially il 
fe attention. be paid by all concerned to the standardising 
vf products for exportation, while an enlightened policy 
бешер of the Federal and State Governments with гена 
the development of Prazihan iron and steel resources. will 
"much to establish Brazil's economic future on a sound 
СЕ 

ihe importance. of Brazil's internal trade and the possibili- 
"es af the country’s mdustrial development аге mtimiately 
*ind up with the commercial exploitation of its iron. deposits 
tt the manufacture of steel in the country. The develop- 
ut of the siderurgical industry in Brazil will indeed mark 
te next phase of Brazil's economic progress. 


Various active schemes have been pro- 
Iron and Steel pounded for exporting the ore to 
Industry. American and European markets. The 
Itabira Iron Ore Co. was particularly 
eve and obtained a contract from the Federal Government 
he building of a port and railway to enable ore from 
"ретту at Itabira de Matto Dentro. to be placed on 
"an markets. This company's scheme includes the erec- 
ле iron and steel works in the State of Minas Geraes, 
"ithe use of foreign coal as fuel, while its calculated out- 
ss LOO tons per annum. 
Aah anxiety has been shown that the ores should be 
trsted in the country, and Congress has extended for a 


further period of two years existing laws by which the 
Federal Government is empowered to grant favours and give 
encouragement to locally 1nanufactured irom and steel. The 
States of Minas CGeraes, Sao Paulo and. Тао de Janeiro. have 
also passed laws encouraging this industry. 

The iron furnaces at Miguel Burner and Esperanga, m the 
State of Minus Geraes, have been working well, and between 
them: produce about. 15.000 tons of pigaron per annwn. A 
new furnace has been built at Sabará, in Minas Geraes, which 
has already had а satisfactory tial. All these furnaces are 
being worked by Brazilian enterprise. Another Brazilan 
company is building works at Riberao Preto, in the State of 
Sao Paulo, where ab is working two electric iron reduc- 
tion furnzces, and where it proposes te put down smelting 
works and rolling malis. X Beleiut-Louxemibourg group has 
lately acquired. an interest in the furnace at барага and a 
Catalan furnace at Monlevade. lt proposes to extend 
these works and eventually to make steel А German group 
has shown some activity in establishing iron and steel works 
here. A British syndicate has completed its negotiations for 
establishing a large electric iron and steel works, with rolling 
mills, in the State of Rio de Janeiro, and it is honed that 
this enterprise will be the first to manufacture steel on a 
large scale in Brazil. 

Opinion in. Brazil is becoming convinced that the future of 
this industry hes in the electrical smelting of ore with char- 
vaal среле froni plantations of eucalyptus trees. No process 
has vet been developed for economically obtaining coke from 
Brazilian coal, and foreign coal will always be too dear, and 
would, besides detract from the independence of the industry, 
The Ministry. of Agrieniture sent an engineer and metallur- 
gists to Europe to study the various processes of making 
steel and to carry out tests on the working of Brazilian. coal 
and ores. Creat interest is being created in processes for the 
direct smelting of steel from оге. An electric furnace is 
bemg installed at Juiz de Fora, im the State of Minas Geraes, 
in which it is proposed to smelt steel direct. from ore by an 
Italian process. A considerable amount of research work has 
been done at the Ouro Preto School of Mines, which has also 
been successfully smelting ferro-ananganese m an electric 
furnace of its own design. 


The [Iguassu Falls have recently been 

Hydro-Electric examined by- a Brazilian Government 
Schemes. engineer, Who accompanied an Argentine 
technical commission to that region. His 

report is being studied and the technical aspects considered. 
Great attention is now being directed to the development ot 
hyvdrauhe power for the purpose of electric smelting of iron 
and steel, and for use in eleetrifving Brazilian railways. 
There 15 little doubt that in both applications large develop- 
ments are to be expected in Brazil in the future. Serious 
investigations of the water-power resources of the country 
were begun in. 1920, and same twelve or more waterfalls have 
been examined by the Geological Department in the State ot 
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Rio de Janeiro, Sao Paulo, Rio Grande do Sul, and Minas 


Geraes. Further work in this connection is in progress. 
The Vietoria to Minas. railway should 
Mica. eventually help in. the development of the 


mica deposits of Minas Geraes. In бао 
Paulo mica is found in great quantities (and of good quality), 
and in the Serra del Mar, chiefly in the Municipality of Para- 
hybuna. Brazil is one of the few suppliers. of muscovite 
mica outside India and the United States. © Exports from 
1915 to 1920 were as follows :— 


Kilos. £ 
1915 50,500 7300) 
1916 53,800 11,000 
1917 060,000 27,000 
191s 161,600 09.000) 
1919 154,300 77 000 
1920 65,100 30,000) 
CORRESPONDENCE. 


Letters received by us after 5 p.m. on TUESDAY cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


The Stifiness of Poles. 

Whilst the calculations given by Mr. Gower B. R. Рано in 
his article on "7 The Stiffness of Poles for Overhead. Trans- 
mission Lines"? in your issue of January 6th are most detailed 
and complete, such detailed. treatment would hardly be justi- 
fied in the commercial design of overhead transinission lines. 

Two essential conditions which limit if they do not dispense 
with the application of this method of determining the 
strength of intermediate. poles in the line direction are :— 

1. Slipping of the conductor through the clamp or binder. 

2. Relief given to the unbalanced pull due to torsion. 

Admittedly the author mentions these, but he ignores them 
in the calculations. 

I dealt with this matter in a paper read by me before the 
Institution. of Electrical Engineers, from which the following 
Is an extract :— 

“The question is therefore: What is the correct strength 
in the longitudinal direction for an intermediate pole? As the 
longitudinal stresses are balanced, theoretically there is no 
necessity for any strength. On the other hand, however, the 
poles have to be erected and conductors may break, so that 
in practice the poles require sume strength. [t is, however, 
generally considered that the breakage of one wire out of 
three, or two out of six, is the worst case that need be con- 
sidered. 

“ [f pin insulators are used, the means of attachment to the 
insulators will generally permit of the conductors slipping (as 
shown later); and if suspension insulators are used, then the 
insulator string can swing out into the span, so that in the 
event of a break in either case, the full tension in the con- 
ductor will not be transmitted to the support. — Moreover, 
ahnost any pole will deflect to some extent, which will. fur- 
ther reduce the stress. In fact, the remaining load would not 
be much more than, sav, equal to the transverse load in the 
conductor. 

‘Tf provision be made for the breaking of one wire out of 
three, this would indicate that the intermediate. poles should 
have a strength in the longitudinal direction of one-third that 
in the transverse direction. Thus in the remote event of all 
wires breaking, the load would still be within the strength of 
the poles by virtue of their factor of safety, plus their ability 
to deflect.” 

(Ref. Journal of the LE.E., Vol. 55, No. 267, June, 1917.) 

This relationship of transverse to. longitudinal strength I 
have used and recommended in the design of. transinission 
poles, including built-up lattice steel structures for heavy loads 
and long spans, and I have found it entirely satisfactory and 


practical. : 
бео. V. Twiss, M.I.E.E. 
London. 
January 17А, 1922. 


Removing Lamp Lacquer. 


Your correspondent’s difficulty is a frequent routine job m 
every theatre and music hall, where some hundreds of lamps 
may have to be stripped every week or so for relacquering. 

Of many effective methods, the cheapest and most simple, 
and also the quickest, 1s as follows :— 

A bucket full of water, two or three handfuls of washing 
soda, and a gas ring, also two or thref strips of wood with 
batten-holders affixed, and long enough to rest across. the 
bucket. Lamps can then be washed off at least six at а 
time. 

The soda water should be kept just below boiling point, 
and care must be taken that fhe caps are kept abore the sur- 
face; otherwise they will be loosened, 

The lacquer will then come away in a few seconds. 


It is very important that the lamps be immediately rinsed 
in cold water and polished with a clean rag, or else the 
lacquer will not ^' take well " a second time. 

Laequers difer very much in composition, and there are 
certain makes which nothing short. of caustic potash wut 
shift, but it is much cheaper to change the make of lacquer 
purchased. 

J. H. Robberds, 


Lewisham Hippodrome. 
January lsth, 1922. 


The Dielectric Strength of Solid Insulating Materials. 


Mr. Flight has introduced a most important and interestin; 
subject, and one that warrants a pood deal of research work, 
the result of which would be of the utmost importance to 
designers. 


At the present time it would be of considerable interest af’ 


Mr. Flight could state the relative insulating values of 
materials generally employed in. the manufacturing of elec- 
trical apparatus, tested under exactly similar. conditions, both 
dry and in a humidified atmosphere. Suppose, for example, he 
took varnished cloth as a basis of the figure 1, stating other 
materials in order of insulating strength. 

R. T. Norton, 


Birmingham, 
January rd, 1922. 
Proposed Emigration. 
As Tam rather melined for going abroad, either to Austra- 


lia or South Africa, E would like to obtain some information 
regarding the conditions and best. place for electrical work, 


such as armature winding, electrical fitting, or power-house 


experience. 

Е would also like to know if there is any way by which a 
skilled worker can pet out-passage paid, 

Perhaps you could furnish me with some addresses of elec 
trical concerns which principally do the above-mentioned 
work or manufacture electrical machines. 

Inquirer. 

January 20th, 1922. 

[Perhaps some of our readers will spare a word of advice 
to our соггехроп опе. — bs. КЕС. Rev. J 


The Magnetic Screening of Cables. 


In a recent pamphlet published by H.M. Stationery ОШ 
the following statement may be found :—7 TE a cable carrying - 


a current (constant or variable) is enclosed in a tube of stee 


Chief electrician. 


or iron, the external magnetic field is appreciably reduced . 


The space external to the tube is said to be ' screened.” 


In order to draw discussion on this rather important pomt 


the writer will be bold and state that this information d 
Inaccurate. 


When the question is put to practical engineers, 90 per cent 


of them will probably say that the information is correct, anc 


quote examples of cables run in iron pipes to prevent magneti 
interference with adjacent telephone cables, Ке. 


When the question is put to electrical students, 90 per cent 


of them will probably say that it is correct and straightway 
search their text-books for confirmation. This search i 
usually unsuccessful, and although practically every book ot 
mugnetisn, quotes the case of the screening ellect of an iro 
ring in a magnetic field, very few (if any) of the ordinary 
students’ books mention the effect when the current causing 
the magnetic Held is inside the tube. 

The writer. being a practical engineer, will confess that uy 
to a recent date he formed one cf the 90 per cent. mentione 
above, but having had oceasion to carry out certain experi 
ments on this problem he can now make the statement con 
tained in the second paragraph. 

Being, however, rather conservative, he would like to hea) 
further views, and more especially opinions why this par 
ticular subject appears to have been avoided by the writer: 
of our students! books to such an extent as to mislead a large 
proportion of our engineers. 

Hardly Convinced. 


A Mountain—or a Mole-Hill? 


Referring to your Editorial footnote to my letter of the 
17th inst., I am afraid that humour of the type referred t 
is often only fully appreciated by one side. The victim of a 
practical joke is singularly slow in seeing any humour m it 
at all. This is unfortunate but true. Similarly in the Jain] 
business, when it is your business and livelihood that 2 
being stolen illegitimately by competitors offering, humorousl 
it may be, but none the less effectively, discounts and terms 
to vour customers which terins you, as an honest trader, can- 


not give, then it seems quite clear that the agreement breaker 


and, Har has all the humour and the honest man. if he must 
laugh, has to do it on the wrong side of his face. | 

As for the “spice of exaggeration in the sketch, this w 
24 per cent. boosted up to 36 per cent. and allowing say 59 
percent. off this for " spice; we may get a fair margin which 
is evidently more than humour, and may therefore legitimately 
enough be classed as roguery. 
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No! it seems to me, Sirs, that there are some things which 
ti unwise to joke about. І am sure that the effect of your 
ented contributor's article on a hitherto honest and agree- 
nett-abiding firm and its customers is a bad one. You can 
magne the one saying: '' Here is how we lose our custo- 
wers” and one of the latter muttering: “ І am a flat to be 
wtent with 24 per cent. when I can get 36 per cent. by 
wing humorous.” This is what is called, I suppose, 
“humouring a customer." 

As the judge told the man who drove a neighbour’s cow 
X miles for a Joke, '' You can take a joke too far," and when 
bumur has to be cultivated at the expense of truth and 
honour it is high time its votaries were brought up with a 
sharp turn. 


Signaller. 
January Brd, 1922. 


High-frequency Stray Sparks on Motor-cars. 


Further to ** Night Watcher's'" letter in your current issue, 

i may be of interest if I recount an experience I had during 
the war with regard to high-frequency waves given off by 
ution systems of i.c. engines. We endeavoured to carry 
«t an experiment with an ordinary field-service wireless 
reeiving set (suitably insulated from shock) fitted in the 
esrvers cock-pit of an aeroplane. Our squadron wireless 
cheer was operating and, when in the air, and even before 
the aerial was let out, the experiment was realised to be a 
iure as the sparks at the sparking plugs set up waves 
which resulted in a noise in the receivers like a series of sharp 
tangs of & hammer on an anvil. The operator passed the 
head-set across to me, and the noise was almost deafening. I 
ш add that before leaving the ground we bound copper 
аше round the h.p. leads so as to damp, as we thought, 
шу possible effects of high-frequency waves. 


J. E. Atkinson, 
Private Telephone & Electric Co., Ltd. 
London, 
January Brd, 1922. AX 


Revenue from Power Supply at Lighting Rates. 


There are several observations in the letter of January 16th 
ty "Interested " that I think worth commenting on. In 
the frst place, I did not say 50 per cent. of the consumers 
n" Manchester district '"" were works and small shopkeepers; 
{уюк a much smaller district with an average of about 0,000 
(ousumers, 

Secondly, I did not state that 30 per cent. were “ poor 
prons.” A consumer who likes modern conveniences, but 
eps expenditure down, is not necessarily poor. I do not 
sant Manchester Electricity Department to accuse me of 
stacking the status of 30 per cent. of its consumers. Also 
it Manchester, with its ‘‘ free hire " gas cookers and 4s. to 
4 рг annum hire of gas fires, the chance of business on 
ze lines 15 more remote still. 

^X wishing to take up too much valuable space in the 
к, I did not bother to detail in my letter of January 
^t why works and shops should be counted out. Аз the 
zwis with electricity available have a power supply, these 
at east can be left out. Taking the shops, I have several 
‘ses before me where radiators and pedestal heaters of 600- 
n L/M-watt consumption have been returned (after pur- 
sae and use for several months on the lighting circuit) to 
ùe contractor with the request to make an offer for them. 
æ users had found they made the shop nice and warm—but, 
Cac the electricity account! ! I am afraid using a radiator 
it an hour or so morning and evening would be of very 
utte use in the majority of shops on cold days. Fancy 
«eiling cold tripe under the following conditions :— 

ime 1 p.m.; radiator switched off 10 a.m.; temperature 
riade 9f) deg. F. I am afraid the secretary of the '' Tripe- 
huder’ Union ” would be round next day to go into 
‚ ?®йшопз of service " of assistants. Result: Assistants 

"me out " unless radiator is left on all dav; 10 to 11 hours 
31 id. вау 6s. per day for one small radiator. 

agree. with the remarks that there is a demand for appli- 
ans, but not on the lines laid down. For the supply com- 
"ly it would be a case of too much “all put," and very 
Je "take all.” 
^N doubt many readers have read with interest " In- 
ей в article, and it would be interesting to know how 
‘any concerns have taken an interest so far as to get their 


“Zsimers interested. 
H. Challis-Sowerby. 
Manchester, 


January Brd, 19%, 


aa es) 


The Standardisation of Electric Wiring.—The Federa- 
L2 9f British Industries having received an invitation from 
т Institution of Electrical Engineers to appoint a represen- 
Ps of the Federation to serve on a committee set up to con- 
os the standardisation of electric wiring. it was decided 
ta the invitation should be accepted, and that Mr. W. Pres- 
.. of the Head Office staff should serve in this capacity.— 
TEL Bulletin 


LEGAL. 


CoHaLT ELECTRICAL Co. v. HOYSENTHAL. 


IN the Shoreditch County Court, on January 19th, before 
Judge Cluer, plaintiffs, of 161, Barnsbury Road, N., engineers, 
sued Mr. Roysenthal, of 46, Balls Pond Road, N., to recover 
414 ds. for work done. The account was " To dismantling 
3U-h.p., 48U-V motor, taking out armature and bringing to 
our works, part rebuilding conunutator, varnishing and 
stoving, turning commutator and re-assembling, $9; hire of 
van, £l d5s.; to 1 b.p. Vickers motor; to rewinding two new 
held coils, also re-insulating two other field coils and repair- 
ing open circuits in armature, £4; £lás. 55. in all" Мг. 
W. E. Haskett, partner in the plaintiff firm, said the orders 


-. for the work were verbal, the first being on August 21st for 


repairs to an electric motor. At the present time they had 
on their premises the second motor, which they had repaired, 
and that was waiting for defendant to collect. 16 was the 
defendant's custom to send the electric motors along for repair 
and collect them on completion, but in the case of the first 
item on the claim, witness was asked to send the motor along 
by special van, and he did. Cross-examined by the defendant, 
who admitted the claim for the first item, he denied that all he 
was asked to do as to the second motor was to tind out the volt- 
age; he was positive he was asked to repair it. Defendant: You 
were never asked to repair it, only to test its voltage and 
report on its capacity. Mr. Haskett: You asked us to deliver 
the first one, and then wheh you had got it set up you would 
not pay, knowing full well that our men could not come on 
to the premises and take it awav. Judge Cluer found for the 
plaintiffs for the full amount claimed. 


SAUNDERS v. PETERBOROUGH STEAM LAUNDRY. 


AT the Peterborough County Court, according to a report in 


the local Press, plaintiff, Henry Saunders, an electrical engl- 
neer, of Peterborough, sued defendants, claiming £65 lls. 6d. 
for work done. ‘There was a counter-claim for £75 damages. 
Mr. T. Rowland, chief assistant electrical engineer to the 
Peterborough Corporation, called to give rebutting evidence, 
gave it as his opinion that the dynamo was stopped through 
some foreign body entering the air gap and coming in con- 
tact with the winding. Counsel addressed the Court at 
great length on the claim and counter-claim, and ultimately 
his Honour reserved judgment. 


ScoTTISH STEEL MAKERS’ APPEAL AGAINST VALUATION. 


A SERIES of appeals for iron and steel makers in Lanarkshire 
against decisions of the Valuation Committee of the Middle 
and lower Wards of the County, was heard in the Valuation 
Appeal Court, Edinburgh, last week. The following questions 
were raised. (1) The general principle upon which the annual 
value of the appellants’ works fell to be ascertained, and (2) 
what plant and machinery fell to be included in the valuation. 

The assessor arrived at his annual value on what was known 
as ‘‘ The contractors’ principle." He valued the various sub- 
jects at the rates prevailing in 1914, when conditions were 
presumably normal. Having ascertained the depreciated 
capital value of the various items, the assessor then applied 
percentages of 5 per cent. to the ground, 74 per cent. to the 
buildings, 7} per cent. to railways, 10 per cent. to furnaces, 
and 10 per cent. to machinery. The totals were added to- 
gether and claimed by the assessor to be the annual 
value of the various works. The parties were at 
issue with the assessor as to whether the contractors’ principle 
should have been applied to certain plant and machinery and 
as to whether the assessor was entitled to apply that method 
in arriving at the annual value of the works as a whole. 'Гпе 
appellants maintained that the rotary converter should be ex- 
empted from the valuation to the extent of one-half. The 
Committee approved of the method adopted by the assessor, 
but was of opinion that the percentages suggested by him were 
rather high, particularly in the case of machinery. Fair per- 
centages, the Committee thought, were: ground, 5 per cent. ; 
buildings. 7 per cent.; railways. 5 per cent.; furnaces, 10 per 
cent.: and machinery 5} per cent. In view of the trade de- 
pression 1t suggested an abatement of 30 per cent, 


INJURED BY A \WASHING MACHINE. 


On January 24th, Mrs. Sueter, wife of Rear-Admiral Sueter, 
M.P., sued Messrs. Harrods, Ltd., for damages for personal 
injury alleged to have been caused by a defective washing 
machine. Plaintiff stated that defendants sent an electric 
washer to her house for demonstration, and she endeavoured 
to test the wringing apparatus by inserting a handkerchief 
between the rollers. She said she found it impossible to 
make the machine grip the handkerchief, but upon a final 
attempt the rollers reversed and her hand was drawn in. 
inflicting injury upon it. For the defendants. it was stated 
that Mrs. Sueter held her handkerchief to the wringer and 
her hand was at once drawn in; there was no reversal of the 
rollers. 

His Lorpsurie (Mr. Justice Coleridge) considered that the 
defendants’ demonstrator was in no way responsible for 
the accident, and he therefore decided in favour of defendants 
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NEW PATENTS APPLIED FOR, 1922. 


OT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serton-Jongs, O'DstL AND 
SrEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


588. ''System of transmission for the Fullerphone." G. F. Weeks. ]Janu- 
ary 9th. 

604. “ Electric junction boxes, &c." Н. V. Owen, F. G. Quance, and 
M. J. Railing. January 9th. 

613. “ Suspension of electric lamps." W. Buckley and A. Mansell. Janu- 
ary 9th. 

625. “ Electric switch." A. Willmott. January 9th. 

630. “ Means for electrically bonding metallic-sheathed cables, &c., іп 
junction boxes, &c." G. S. Boothroyd and Callender's Cable & Construction 
Co., Ltd. January 9th. 

631. “ Means for electrically bonding metallic-sheathed wires or cables, &c."' 
G. S. Boothroyd and Callender's Cable & Construction Co., Ltd. January 9th. 

G33. “ Electrical instrument for automatic detection of smoke." А. M. 
Dickinson and -H. Dickinson. January 9th. 

654. “Electric coils," Western Electric Co., Ltd. (Western Electric Co., 
Inc). January 9th. 

655. “ Alternating-current dvnamo-electric machines." А. B. Field, Metro- 
politan-Vickers Electrical Co., Ltd., and L. Miller. January 9th. 

662. '' Electro-magnetic switches for train-lighting, &c., installations." С. 
E. Adams and J. Stone & Co., Ltd. January 9th. 

663. ‘ Cooling or ventilating of enclosed electric motors." D. А. Evans 
and H. Hodgson. January 9th. 

667. '' Locking-device for electric lamps." S. D. White. January 8th. 

699. “Electric lighting apparatus for vehicles." C. W. Fennell and W. 
Fennell. January 10th. 

703. '' Joints for underground high-tension cables." А. M. Taylor. Janu- 
агу 10th. . 

709. '' Electrical wringers and mangles.” Whittaker Bros. (Accrington), 
Ltd., and W. Whittaker. January 10th. 

711. ''Electrical automatic omnibus sign." H. F. Carey. January 10th. 

719. “ Electrically-heated kettles, &c." A. Hague and Hague & McKenzie. 
January 10th. 

750. “ Attachment. to low-frequency amplifiers for wireless telegraphy or 
telephony." Р. С. A. Н. Voigt. January 10th. 

764. ** Contact-maker for low-tension ignition circuit of internal-combustion 
engines." L. Bussereau. January 10th. 

765. “ Manufacture of brushes of agglomerated graphite for electrical ma- 
chines." Soc. Апол. le Carbone. January 10th. (France, April 7th, 1921.) 

781. '' Means for dimming light from electric lamps." Astra Dynamo Co., 
C. T. Freeman and F. U. Y. Weldon. January 10th. 

782. ''Spark-gap devices for internal-combustion engines." G. F. C. Joly. 
January 10th. (France, May 28th, 1921.) 

783. “ Protective devices for electric circuits." British Thomson-Houston 
Co., Ltd. (General Electric Co.). January 10th. 

800. “ Electrically-illuminated scenic displays for advertising, &c." S. Dall- 
away. January 10th. 

808. ''"Dynamo-electric machines." H. W. F. Ireland and H. Lucas. Janu- 
ary 10th. | 

814. * Process for manufacture of telephone receiver cases," S. О. Cowper- 
Coles. January 10th. 

815. '' Electrolytic apparatus for production of seamless articles." 5. О. 
Cowper-Coles. January 10th. 

821. '' Production of thermo-induction currents." М. Meinhardt and E. 
Viz. January 10th. 

826. '' Direct-current dynamo-electric machines." 
Ltd., and F. Newton. January 10th. 

857. '' Electric current generators." C. Roller. January 11th. (Germany, 
January 21st, 1921.) 

858. “ Electric generators." R. Bosch Akt. Ges. January llth. (Germany, 
February 14th, 1921.) 

S72. * Sparking plugs," W. Pickard. January llth. 

590. *“ Sparking plugs." Н. E. Fish. January 11th. 

911. “ Railway electric motor control systems." R. Brooks, E. H. Croft, 
and Metropolitan-Vickers Electrical Co., Ltd. January 11th. 

912, '' Couplers for train lines or conductors of electric railway vehicles.” 
W. T. Gray and Metropolitan-Vickers Electrical Co., Ltd. January 11th. 

913. *“ Electric switches." Metropolitan-Vickers Electrical Co., Ltd., and 
N. E. North. January llth. 

916. ©“ Apparatus for controlling and regulating electric currents.” A. W. 
Sharman. January 11th. 

932. '' Electrically-controlled signalling apparatus." L. P. Fiander. Janu- 
ary llth. 

939. * Means for enabling an electric cucrent of low voltage to flow across 
pum te suriaces of two conductors ia contact." T. N. Whitehead. Janu- 
агу Hth. 

985. ''Tromway sett," D. McDonald. January 12th. 

1,002. “ Electrolytic cells." A. E. Knowles. January 12th. 

1.004. '' Electricity meters." R. Amberton. January 12th. 

1.020. '' Wave filters." Western Electric Co., Ltd. (Western Electric Co., 
Inc.). January 12th. 

1,026. ‘ High-frequency signalling systems.” 
Co., Ltd. (General Electric Co.). January 12th. 

1,027. “ Electric railway motor equipments.” R. Brooks, Metropolitan- 
Vickers Electrical Co., Ltd., and N. E. North. January 12th. 

1,029. “ Connector for electric wires." A. Buck. January 12th. 

1.046. “Indicating devices for electric signalling, &c., systems." Auto- 
matic Telephone Manufacturing Co., Ltd., and A. E. Hudd. January 12th. 

1.065. ''Power supply controlling means for alternating-current electric 
motors." W. A. Tester and S. Thompson. January 12th. 

1.066. ''Power supply controlling means of  alternating-current electric 
motors." W. A. Tester and S. Thompson. January 12th. 

1,067. “ Wireless telephone transmitters." Ges. fur Drahtlose Telegraphie. 
January 12th. (Germany, January 13th, 1921.) 

1.070. '' Telephone systems." J. E. Pollak (Siemens & Halske Akt. Ges.). 
January 12th. 

1.089. “ Indicating or/and recording mechanical movements electrically.” 
J E. Lea. January 13th. 


1.099. “Indicating or/and recording mechanical movements electrically.” 
J. E. Lea. January 13th. 

1.091. " Electrically measuring, indicating, or/and recording at a distance 
rate of flow of liquid over V-notch or weir.” J. E. Lea. January 13th. 

1.003. “ Electric conduit box." H. Loweth. January 13th. 


Newton (Bros.) Derby, 


British Thomson-Houston 


1.110. “ Electric lamp for police lanterns.” A. Hickman. January 13th. 
1,126. “ Electrical starting devices for heavy oil motors." R. Bosch Akt. 
Ges, January 13th. (Germany, January 17th, 1921.) 


1.129. “ Electrical ignition apparatus," К. Bosch Akt. Ges. January 13th. 
(Germany, February 14th, 1921) 


1.137. “ Electrically-propelled w«biclee." D. D. Tonides and Ransomes and 
Rapier, Ltd. {January 13th, 


! 


1,149. “ Method of regulation of heat generated by electricity." L. G. de 


Kermor. January 13th. 

1,151. ~ Self-regulating electric steam generators.” Г. G. de Kermor. ө 
January 13th. 

1,152. * Electric lighting device.” F. G. Parks. January 13th. 


1,158. “ Electro-magnetic releasing device.” H. Zangers, January 13th. 
(Germany, January 24th, 1921.) 


1,167. “ Electric distant-control apparatus." E. Granat. January 13th, © 
(France, January 14th, 1921.) 
1,170. *“ Electricity meters," R. H. Barbour. January 13th. 


1,171. *'' Electric switches.” British Thomson-Houston Co., Ltd. (General | 
Electric Co.). January 13th. E 


1,190. ‘Electric warp stop-motion.” C. Bourgeois. January 13th. 
1,203. '' Magnetic clutches." J. W. Hall. January 13th. 

1,207. “Incandescent electric lamps." J. T. Robin. January 13th. 

1,208. '' Electro-magnetic compasses." T. N. Whitehead. January 13h. 
1,209. ‘Electric relays.” T. N. Whitehead. January 13th. 

1,210. ‘Sparking plugs." G. P. Ribis. January 13th. 

1,212. © Electric transformers." British Electric Transformer Co., Ltd., . 
A J. Huber, and J. Roothaan. January 13th. 


1,215. Telephone systems." Automatic Telephone Manufacturing Co., Ltd. : 
January 13th. (United States, February 23rd, 1921.) 


1.216. ‘ Electrical power-transmission systems." А. M. Taylor. January 


1,218. “ Submarine telegraph cables." H. W. Sullivan. January 14th. 
1.230. * Electricity meters." R. Amberton and R. H. Barbour. January 


1,235. “ High-frequency telephony systems,” E. Pollock. January Hib. 
1,239. “ Electric terminal." A. J. Cheyne. January 14th. 

1,253. ‘Electric induction furnaces.” О. Frick. January 14th. (Swedcn 
January 15th, I921.) 

1270. ‘ Electric conductors.” W. S. Smith. January 14th. | 
1.79. '' Electric switches." D. R. Davies and Metropolitan-Vickers Elec 
trical Co., Ltd. January 14th. | 
1281. “ Electric current, &c, meters." Chamberlain & Hookham, Ltd. 

and S. James. January 14th. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specificatione will b. 
printed and abridged, and all subsequent proceedings will be taken. 


A920. 


16,633. “ Electric induction motors” Siemens-Schuckertwerke Ge: - 
(January 29th, 1918.) ((145,479.) à 

17,359. '' Apparatus for the determination of wave-energy direction.- 
Steward Davit & Equipment Corporation. June 25th, 1919.) (146,192.) 

17,877. ‘* Power-control apparatus for electric furnaces.” Н. Wad 
(Vanadium Corporation of America) June 30th, 1920. (173,247.) 

18,492. “ Galvanic batteries or cells," S. Brydon and E. Cummings. Ju! 
3rd, 1920. (173,251.) 

22,359. “ Alternating-current meters according to the Ferraris principle. 
Dr. P. Meyer Akt. Ges. (January 27th 1920.) (Addition to 148,576.) (15821: 
24,659. *“ Electrolyte for use in the electro-deposition of metals аг 
metallic alloys." Q. Marino. August 25th, 1920. (173,268.) | 
24,697. “ Containers of electric accumulator cells." Soc. de l'Áccumulate . 

Tudor. September 27th, 1919. (151,991.) 

24,841. * Electric signalling arrangements for use on railways and f 
other purposes." Siemens Bros. & Co., Ltd., and A. L. De M. G. Ferreir - 
Aug. 27th, 1920. (173,272) 

24,956. '' Means for and methods of earthing the neutral point of thre 
phase systems." A. M. Taylor. August Wth, 1920. (173,278.) 

26,538. “ Ringing arrangement for carrier wave-signalling and advertisir- 
system," Western Electric Co., Ltd. (Western Electric Co., Inc.). Septemb 
16th, 1920. dg 

26,915. “ Device for heating by electricity." A. Negromanti. Septemb. 
19th, 1919. (151,610.) | 

26,944. “ Electric resistances." Crompton & Co., Ltd., and W. F. Jones 
September 22nd, 1920. (173,291.) ti 

20,945. '' Electric resistances.” Crompton & Co., Ltd., and W. F. Jon 
September 22nd, 1920. (173,292.) 

26,946. “ Electric rheostats or resistances.” Crompton & Co., Ltd., апо W 
F. Jones. September 22nd, 1920. (173,293.) 

27.009. “ Dynamo-electric machine commutators and like electrical арр 
ratus." R. А. L. Volat. May 2151, 1920. (Patent of addition not grante 


27,553. “Protective devices for alternating current electric distributi ` 
systems." British Thomson-Houston Co., Ltd., and E. B. Wedmore. 5 
tember 28th, 1920.) (173,316.) 

27,372." Alternating current generators.” T. F. Wall. September 28> 
1960. (Cognate application, 6.205,21.) (173,317.) 

97,629, *' Electrical condensers.” British Insulated & Helsby Cables, Lt? 
E. A. Bayles, and H. Higham. September 29th, 1920. (173,320.) T 

27,795. “ Telegraph keyboard períorators." А. C. Booth and A. S. Wi 
mot, September 30th, 1920. (173,329.) k 

28,091. ‘‘ X-ray apparatus and methods." W. D. Coolidge. Juy 9t. 
1920. (166,0%6.) 

29,304. “ Vacuum or low-pressure bulb electron-discharge apparatus . 
General Electric Co., Ltd., and C. F. Trippe. October 16th, 1920. (173,36 

29,600. “ Mechanism for providing feed-holes to the paper-tape of te 
raph perforating instruments.” A. Booth and A. S. Willmot. Octob. 
20th, 1920. (173,368.) À 

30.051. “ Switches for electric installations." A. Graf. January 26th, 1% 
(Patent of addition not granted.) (158,224.) $ 

32,934. '' Means for bonding metal-covered electric cables and wires 
F. C. Raphael and Edison Swan Electric Co., Ltd. November 22nd. 1% 
(173,402.) ? 

33,122. “ Electric fuse contact embodving a method of holding or clam 
ing fuse wire," R. Timmins. November 24th, 1920. (173,404.) 

33,169. '' Mounting of brush-holders upon clectric motors." В. Platschic 
December 24th, 1919. (155,819.) | 

33.833. “ Electric motor controllers." Tgranic Electric Co., Ltd. (Cutie 
Hammer Manufacturing Co.) November 30th, 1920 (173,413.) 

34,169. '' Magneto-electric ignition machines. R. Bosch Akt. Ges. Бесс: 
ber 3rd, 1919. (154,906.) 

35.036. ‘ Electrical connectors." W. J. Davis. December 13th, 1% 
(173,419.) 


1921. 
4.055. “ Portable accumulators.” J. W. Cook. February 3rd, 10? 
(173,442. 
7.276. ‘Electric blasting fuses.” A. L. Oliver. March 7th, 1% 
(173,450 


11.446. *'' Control of electrically-operated fluid compressors.” Westinghou 
Brake and Saxby Signal Co., Ltd. August 31st, 1920. (168,583.) 
16,504. ** Air-removing apparatus adapted for use with mercury vapour rec: 


fiers and like devices operating with a permanent high vacuum," Siemen 
Schuckertwerke Ges. June 15th. 1920. (164,756.) 
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A CONTRACT AND CONFIDENCE. 


Tue placing of an individual contract is not the subject 
upon which one generally cares to base a leading article, 
but there may be occasions when a single contract pos- 
sesses such significance as to justify expressions of 
gratification from the standpoint of a whole industry. 
We do not think we exaggerate when we say that the 
placing of a contract with the Metropolitan-Vickers 
Company for an important part of the electrification of 
the 


such an event. 


railway systems of the Union of South Africa is 
First, 


iz will help to undo some of the damage done to British 


The news comes at the psychological moment. 
electrical engineering prestige by the publicly-made 
suggestion that we should let Germany undertake the 
electrification of our railways in the United Kingdom 
as a part payment of reparations. Secondly, it comes 
at a time when the electrical industry is ready to welcome 
large business which will ensure continuous employment 
for British workpeople, for the works are in too many 
cases engaged on the execution of old orders, and new 
ones ure not coming in as they should do to provide 
future work. Thirdly, the contract is for a British 
Colony, and is an example to other Colonies and Depen- 
dencies to place their orders for execution in the fac- 
tories of the Homeland; it is the second case within a 
couple of years of British Empire railway electrification 
being placed here, the other being the New Zealand 
Ltd. Further, it 
is very acceptable just now, because, in spite of rates 
of exchange and other adverse circumstances, it has 
been secured to us in the face of very keen European 
and still further because 


success of the English Electric Co., 


and American competition ; 
it follows on the heels of several large American suc- 
cesses in Chile and the Far East. 

Yet another gratifying point in connection with the 
matter, considered from the standpoint of our electrical 
trade abroad, is the suggestion that German electrical 
influence in South Africa is not now so discouraging a 
factor as it once was. Some years ago the electrical 
equipment of the Rand was allowed, owing to the failure 
of British financiers to back up British industry, to 
become altogether too Teutonic to please any of us. We 
hope that the railway electrification contract now placed 
will possess an advertising value for British prestige in 
all parts of South Africa. It is not an event to be 
hidden as a light under a bushel. Let the event shout 
itself abroad through all the legitimate media for pro- 
paganda! | 

So much for the electrical considerations arising out 
of this contract. It is an event which may at once 
be both a cause for optimism and a sign to justify that 
optimism. Electrical men may justly regard it as the 
beginning of the revival which is so sure to come, Tt 
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1з but a foretaste of the larger and better fruit that 
British railway electrification should shortly yield; but 
is it any less a sign that the world is gradually but 
surely going to find its way through its difficulties back 
to economic and industrial stability and advance? 

British engineering firms are finding it possible, when 
conditions are so much against theni, to quote competi- 
tively against foreign rivals. At the same time that the 
South African result was being referred to in the daily 
Press, other gratifying announcements of a similar 
nature were also appearing. For instance, a pumping 
machinery contract (for Littleton) was booked by a 
British firm in competition with Swiss, Dutch, and 
French firms; and there was a prospect of iron and 
steel works in the Sheflield district receiving very large 
orders for railway rails. Later dispatches report the 
placing of a £500,000 contract for grain elevators for 
the Government of South Africa with an English firm. 

In years gone by when this old country has been down 
in the Slough of Despond through world-wide economic 
and financial depression, we have watched out for any 
little signs that appeared on the horizon that confidence 
was beginning to return. It was not long before con- 
fidence in one country begat confidence in another, and 
quicker than one had dared to anticipate we were well 
on the rise to a boom in trade. The difficulties of the 
last eight years have been more serious than we ever 
faced before, so it is less easy to form a reliable 
judgment, but we believe that confidence is really 
returning, and we may be permitted to quote 
in support of our opinion the statement made 
by Sir Henry Goschen at the meeting of the 
National Provincial and Union Bank. He re- 
ferred to “© some break in the clouds of depression," and 
showed that the banking community considers that we 
have passed through the worst of our troubles. In other 
words, the corner has been turned. A shipping director 
the other day pooh-poohed the hopes of the optimists, 
and asked where there was evidence of improvement. 
That is the very spirit which kills optimism in some 
people and prevents the return of confidence, the spirit 
of adventure, the revival of trade, and the lessening of 
unemployment. We think there are grounds for 
optimisin both electrically and generally, and not the 
least helpful factor in the situation is the hope that 
some relief is coming from the throttling grip of 
taxation on both industries and individuals. If we go 
about our several ways doing our utmost to encourage 
the spirit of confidence, we shall witness the realisation 
of our hopes more speedily than if we sit down and 
grouse and wait for something to turn up. 


Tue valuable precedent set in the case 
of the Severn Tidal Power Scheme has 
been followed by a second notable con- 
ference of members of the three great 
engineering Institutions at Birmingham, the subject 
being one with which they are all intimately concerned— 
namely, the electrification of main-line railways, than 
which there is no more important topic before the engi- 
neering industry at the moment. A report of the debate 
appears elsewhere in this issue, and it is striking to 
observe the consensus of opinion of the speakers in 
favour of the proposition—provided that financial con: 
siderations could be satisfactorily dealt with. That, 
indeed, is the crux of the whole question ; and it is bound 
up with the state of trade in general in this country, for 
it was shown that under existing conditions the steam- 
operated railways were only carrying about 80 per cent. 
of their pre-war traffic, so that it could not be said that 
the lines were congested. 

On the other hand, stress was laid on the great econo- 
mies that resulted from the adoption of electric traction, 
and on the fact that electrification brought additional 
traffic; which has been so convincingly exemplified in the 
case of the suburban railways that have been electrified, 


Railway 
Electrification. 


It is indeed remarkable in how many applications of 
electricity a number of wholly unforeseen advantages 
have come to light, immensely strengthening the case 
for its adoption. For instance, in textile mills, the 
steadiness of the drive has enabled a larger output to һе 
obtained, more than repaying the cost of conversion; 
the adoption of electric lighting prolongs the useful life 
of decorations, curtains, &c.; electric cooking makes 
meat go farther, a most important consideration for 
restaurateurs; and in the case before us, quite a long 
list of advantages has been drawn up, by no one more 
ably than by Sir Vincent Raven, many of which could 
hardly have been guessed at before practical experience 
had been gained. One point upon which emphasis was 
laid by several speakers at the joint meeting was the in- 
creased capacity of existing bridges, and the possibility 
of improving the design of new ones, brought about by 
electric traction. 

There is no doubt that this timely discussion will 
prove fruitful in hastening the inauguration of schemes 
of electrification, and it is gratifying to record that 
the Southern group of railwayS—the L. & S.W., the 
L.B. & S.C., and the S.E. Railways—is contemplating 
an early cominencement; a committee has been ap- 
pointed by the Ministry of Transport to consider the 
possibility of adopting a standard scheme for these com- 
panies, which are all desirous of employing different 
methods. The Metropolitan and Great Central Railways 
(jointly), the Great Eastern, and the North-Eastern also 
have important projeets under consideration, which 
have been summarised in our pages, and the Dominions 
are placing large orders in this country for electric rail- 
way plant. 


Tue exhibition of Australian pro- 
duce and manufactures that is now in 
being at Australia House, London, is 
well worthy of a visit. It was declared 
open last week by Sir Joseph Cook, the 
new High Commissioner, in a most felicitous speech, in 
which, with quiet but arresting conviction, he foretold 
the wonderful industrial and trading future that lies 
before the Commonwealth. It is true that few of the 
exhibits make a direct appeal to the engineer, but, as 
Sir Joseph explained, it is impossible to give a live 
exhibit in so small a space of locomotives, ships, and 
other large lines that now have an important place in 
Australia’s manufacturing and constructional achieve- 
ments. 


The Industrial 
Future of 
Australia. 


The exhibition makes its appeal to the elec- - 


trical engineer as a citizen of the British Empire rather - 


than as a member of a specialised vocation, though in 
matters electrical Australasia is already a fairly con- 
siderable manufacturer as well as being a market for 
Home productions. We are afraid that we have got so 
accustomed to regarding ‘Australia as a market for our 


goods that we are apt to belittle her position as a com- 
munity exporting its own manufactures. 
graphically she is situated within easy reach of hosts 


Yet geo- . 


of millions of prospective purchasers—Pacific peoples | 


who are in want of products which the British people 
can supply, whether they produce them in the British 
Isles or in that vast island which is as extensive as the 
whole of Europe. As overseas suppliers. our kinsmen 
recognise the potentialities of the situation, and they 
are eager to develop, but capital is needed, British for 
preference; population is needed, again British for 
preference (hard-working industrial people who seek 


am 


to make a new start among conditions different from - 


those that now obtain here); and manufacturers are 
wanted—British manufacturers who will put down 
works there. "These are the three essentials for which 
Sir Joseph and the present exhibition make their joint 
appeal. If the Commonwealth cannot secure them from 
the Mother Country they will be forthcoming from some- 
where else—the duty and responsibility of securing that 
there shall be a policy of continuous development 18 
fully recognised by Australians who take the long view, 
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and, much as they desire to do so, they cannot limit 
themselves to British support if such 15 not forthcoming. 
Therefore, in order to perpetuate the British spirit and 
ownership, it 15 to be hoped that British statesmen, 
British financiers, and British industrialists will lend 
their aid to the furtherance of the policy of Colonial 
development in which British characteristics shall be 
preserved. The utilisation and developiient of our 
Enpire resources and opportunities are not given 
pearly as much prominence as they deserve in our dis- 
cussion of solutions of pressing problems of to-day. 


Tuts scheme, which was one of the 
The Exports most hopeful stimulants that the 
Credits Scheme. Government has attempted to admin- 
ister to overseas trade, has been in the 
limelight during the past week or two. ir Philip 
Llovd-Greame, who is at present the Government spokes- 
man for the Departinent of Overseas Trade, has been 
explaining the features of the extended scheme. One of 
the most important is that the Government credit now 
tikes the form of a guarantee that the bill created by 
an export transaction will be paid. 16 applies to every 
country, except India, Ceylon, the Straits Settle- 
nents, and Russia. The Department is prepared to 
marantee up to 82 per cent. in cases where the credit 
exceeds twelve months, and, as regards length of time, 
is enabled to give a credit of from five to six years. 
This feature is of distinct value in larger engineering 
contracts. 16 is satisfactory to learn that the former 
hesitation on the part of British exporters in utilising 
the Exports Credit Scheme is disappearing. More are 
waking themselves acquainted with its scope, and show- 
Hs their appreciation of its methods of operation. 
They are realising, too, that it is run by a banker and 
not solely by Government officials, and therefore are 
sawing more confidence in it. It would surely be 
worth while for electrical firms to examine the possibili- 
tes of utilising the scheme in the same way as the 
Brush Company has done. Mr. Broadhurst has ex- 
pressed great satisfaction at the help he has derived 
ош the Exports Credits Department in obtaining the 
contract for the electrification of a cement works in South 
Mrica. It is understood that work in South America 
is under negotiation in similar fashion. Many a 
х пеше involving the placing of large orders for material 
is probably filed away because the necessary capital has 
uot been readily forthcoming. But for the lack of 
funds it might be possible to start on its way many a 
hydro-electric scheme, tramway conversion, electric 
lilting installation, or works electrification. Surely 
une of these could be brought an important stage nearer 
realisation with the aid of the Exports Cr edits Scheme. 
The local organisers of the Birmingham branch of the 
British Industries Fair has been drawing the attention 
"Ё their exhibitors to the advantages of the scheme. 
Consideration of the matter should not be long delaved, 
lor already the facilities are threatened with curtail- 
nent on the plea of economy. The Geddes Committee 
ih said to have suggested that the amount available for 
next vear shall be reduced. 


| А DIFFERENCE has arisen between the 

Petty Wimbledon Corporation and the bor- 
Тугаппу. ough electrical engineer (Mr. Н. Tom- 
linson Lee), which seems likely to have 

disagreeable consequences. Apparently trouble has been 
brewing for a considerable period ; we may perhaps date 
itt inception from the occasion, in Mav, 1920, when 
the Council declined to conform to the schedule of the 
National Joint Board, and narrowly escaped a shut- 
down at the hands of the Electrical Power Engineers’ 
Assoclation. On the intervention of the Ministry of 
Labour, the catastrophe was averted by affording the 
Council time to rescind its decision, under pressure from 
the Mayor, the Electricity Committee, and the chairman 
of the Committee. We believe that on that occasion Mr. 
Tomlinson Lee, who is a member of the E.P.E.A., pre- 


served an attitude of neutrality, and it may be that the 
Couneil would have preferred his active support in com- 
bating the claims of the Association. 

Later on, having a number of extensions in contem- 
plation, the Council appointed à consulting engineer 
(Mr. C. P. Sparks) to advise not only with regard to the 
extensions that were required, but also on the system 


o£ supply, on the possibility of effecting economies, and 


on the desirability of linking-up with some other works 
instead of extending the plant. Mr. Sparks has sub- 
mitted his report, and Mr. Tomlinson Lee has furnished 
comments thereon, but these documents, we believe, have 
not been made public. 

The Electricity Committee has now recommended the 
Council to terminate the engagement of the electrical 
engineer ou May Jlst next, and to dispense with his 
services as from January 31st. 

[t is unnecessary to say that if this procedure is fol- 
lowed an irreparable injury will be done to Mr. Tomlin- 
son-Lee, whose future career will be gravely prejudiced. 
The question was to come before the Council on Tuesday 
evening last, and in the meantime strong action has been 
taken by the Electrical Power Engineers? Association, 
the Chief Technical Assistants’ Association, and the 
Associated Municipal Electrical Engineers on behalf of 


‘Mr. Lee, who has been with the W imbledon Council for 


over 20 years. The E.P.E.AÀ. in particular, not content 
with commenting on the prospective injury to Mr. Lee, 
has stated its intention "'to take whatever action is 


necessary to prevent such an injustice being committed." 


That the Corporation has a right to dispense with the 
services of its electrical engineer, of course, 1s not denied, 
and circumstances are conceivable in which the proposed 
procedure would be justified ; but no such circumstances 
have come to our knowledge in this case—the length of 
Mr. Lee's tenure of office in itself affords evidence of 
friendly relations between him and his Council and of 
satisfactory service in the past. So far as we can 
ascertain, the trouble is really of a semi-political nature; 
it seems to have nothing whatever to do with Mr. 
Tomlinson Lee's professional skill or personal reputa- 
tion, against which, we believe, there is no imputation 
whatever. If we are correct in forming these conclu- 
sions, it follows that the proposed dismissal, involving 
the most serious consequences to the engineer, would be 
an act of gross injustice, against which. we must protest 
most emphatically ; and if it be carried out the Wim- 
bledon Corporation, which has only existed as such for 
comparatively few years. will brand itself as unworthy 
to be served by any decent engineer. 

[As we go to press we learn that the Council on Tues- 
day adopted the recommendation of the Committee, and 
the E.P.E.A. has invoked the intervention of the 
Minister of Labour, with a view to securing the appoint- 
ment of a Coui of Inquiry. | 


THE recent adjudication in respect 
Compensation of the technical staff of the Morley elec- 
for Lossof tricity undertaking, on which we com- 
Employment. mented in our issue of January 20th, 
of great importance to {ке 
works’ engineers. Apart altogether from the Referee’s 
decisions in this particular case, the fact that the ques- 
tion came within the scope of the Electricity (Supply) 
Act of 1919 at all is most satisfactory. It had been 
held in some quarters that such questions could be enter- 
tained, under Section 16 of the Act, only 1f they arose 
in connection with the new schemes promoted by the 
Electricity Commissioners. We see no justification for 
this view. for the Section clearly states that where a 
“© scheme for the improvement of the supply of electri- 
city in any district has come into operation, or an agree- 
ment or arrangement between various authorised under- 
takers for the rendering of mutual assistance to one 
another has been entered into," the provisions of the 
clause shall apply. The Morley case, however, settles 
the question, proving that arrangements made between 
existing undertakings for bulk supply or other assist- 
ance come under the Section. 
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AN ELECTRICALLY-DRIVEN CEMENT WORKS. 


Tug works of the Kent Portland Cement Co.. Ltd., at апа Co., Ltd., who have acted as consulting engineers 
Stone, Kent, represents the most modern development in to the company, and by the courtesy of the management 


Fig. 1.—Тнк Power Statiox—3.000-kW BnvsH-LJUNGSTROM ‘TURBO-GENERATOR, 


the art of cement-making, and is claimed to be one of апа Messrs. Smidth & Co., we were recently privileged 
the largest of its kind in this country. The whole of the to pay a visit of inspection to the factory and secured 
| permission to describe the electrical plant which exclu- 
- sively provides the motive power for the machines carry- 

ing out the various processes of manufacture. 

The power station (fig. 1) is a spacious, well-lighted, 
and well-ventilated building measuring about 90 ft. in 
length, 50 ft. in width, and 40 ft. in height, with a 
deep clerestory roof. Spanning the station is a 15-ton 
Herbert Morris hand-power travelling crane. The 


Fic. 3.—Bascock & WILCOX 4-TON CRANES. 


eenerating »lant at present consists of a 3.000-kW 
1 ! e» 1 


Fic, 2.—Тне Borer House. Brush-Ljungstrom turbine, but space is provided for an 

ultimate installation of three such machines. ‘The 

works and power plant was laid out, and all the cement- — turbo-generator set is mounted above its condenser, à$ 
making machinery delivered by Messrs. F. L. Smidth ^ usual, and surrounded by a substantial floor at about 


f= 
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half the height of the building. Three-phase current at 
520-525 V, 50 cycles, is generated, and the alternators 
are cooled by separately-driven centrifugal fans, the air 
passing througn a drying filter. Voltage is regulated 
by a Brown-Boveri regulator. Distribution is effected 


by means of a cubicle-type switchboard erected by 
Messrs. Johnson & Phillips, Ltd., fitted with o1l- 
break switches and circuit breakers with  no-volt 


7 . 
and overload releases and time-lag devices. There 
are seven panels allotted respectively to the power plant, 
coal mill, kiln house, raw mill, cement mill, cooperage, 


Ете. 4. 


and cranes. An auxiliary set used for supplying light- 
img energy and power to small motors consists of a 4- 
evlinder Vickers-Petters semi-Diesel engine direct 
coupled to a Brush separately-excited generator with 
an output of 160 kW, three-phase, 50 cycles, 525 V. 
The boiler house, which is shown in fig. 2, like ‘the 
power station, is constructed to provide accommodation 
tor three times the present plant. The latter consists of 
two boilers made by Messrs, John Thompson Water Tube 
Boilers, Ltd. These each have a working pressure of 
213 lb. per sq. in., a steaming capacity of 19,800 lb. per 
lour, with a heating surface 5,400 sq. ft. in area, and 
a grate area of 130 sq. ft. Steam is superheated to 
662 deg. B The back sections of the boilers form the 
economisers and have a heating surface of 1,900 sq. ft. 
The boilers are supplied with water by a Bailey & Co. 
steam pump and a Worthington-Simpson 7-stage rotary 
ieed pump. Water for the condenser is taken from the 
Thames by a Worthington-Simpson vertical-type. low- 
lift centrifugal pump, housed on the jetty. The boilers 
are fitted with chain-grate stokers and forced draught 
fans manufactured by the Underfeed Stoker Co., Ltd., 
the gear on each boiler being driven by a separate 
motor. — The air-pump installation comprises a Mirr- 
lees-Watson: multijector with heater. The conden- 
sate water Is measured bv a Holden & Brooke meter, 
consisting of a pivoted arm, which, when the water 
reaches a certain level, is tilted over by a ball-float and 
releases the collected water. The .coal required 
for the furnaces and coal mill is brought in barges to 
the jetty, where it is conveyed by crane grabs into 
trucks Which run over a permanent wav which forms 
a network over the whole site. The trucks deposit the 
coal оп a dump. From here it is taken as required and 
placed in the hoppers of a combined convevor and eleva 
tor designed by Messrs. F. L. Smidth & Co., the engi- 
teers, Which feeds into the hoppers shown in the illus- 
tration. Ashes are taken from the boilers by means of 
ar Underfeed ‘‘ Useco’’ water-sealed elevator and con- 
vevor. 

Turning to the manufacturing side of the works, the 
electric travelling jib cranes fitted with patent lever- 
luffing gear (fig. 3) are the first part of the electrical 


-950-H.P. Saxpycnorr Motor DRIVING TUBE-MILL. 


. 


plant to receive notice. These run on tracks on the 
expansive jetty and were constructed by Messrs. Bab- 
cock & Wilcox, Ltd. There are three cranes, each with 
a lifting capacity of four tons. The arrangement of 
the driving gear inside the crane-house is а marvel 
of compactness. The hoisting drum is driven through 
double-reduction gearing by a 50-h.p., slip-ring motor, 
and there are motors for slewing and luffing, and also for 
moving the whole structure along the track. Mains are 
run underneath the jetty into three plug boxes, and 
from these tough-rubber-sheathed cables are taken to the 
cranes, The crane motors were made 
bv the Metropolitan-Vickers Electri- 
cal Co., Ltd. The same firm also made 
the transformers which are installed 
in the cranes for lighting purposes. 
The main contactor gear was manu- 
factured by Messrs. Allen, West and 
Со., Ltd., as were also the drum 
controllers operating the hoisting 
and slewing gear. The principal 
function of these cranes is the un- 
loading of clay and coal from barges, 
The wash-mills are heavy vertical- 


spindle machines driven. through 
gearing by 75-h.p. motors. The 


slurry tubemills are revolved by 
means of — 250-h.p. Sandycroft 
motors, one of which is seen in fig. 
4. by belt drives. 

The slurry basins for the storage 
of the finished raw slurry from 
which the cement is produced are 
shown in fig. 5. — The hut seen in 
the illustration contains a 20-h.p. 
motor driving paddles for keeping 
the slurry in constant motion. Power is supplied, to the 
motor by means of slip-rings mounted at the centre 
underneath the hut. The controlling wear is situated 
in the washmill building. 

The combination ball-tube mill motors are the largest 
in the works, and represent a great part of the load. 
There are four of them, made by Messrs. Sandycroft, 
Ltd. ‘These are of the type, specially de- 
signed for grinding mills; they run at 160 r.p.m. The 
mills are directly connected to the motors by flexible 
couplings. The machines are started up by Sandycroft 
starters and controlled by oil-immersed switchgear of 


* Cascade | 
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Fig. 5.—SLturry BASINS. 


Mr. Geo. Ellison's construction. The room containing 
three of these motors and their control gear is illustrated 
in tig. 6. 

The finished cement is taken by a rubber belt con- 
veyor running through a covered way from the mills to 
ten storage silos; the belt is kept in constant motion by 
20-h.p. motors. k 


The whole of the works is well lighted. Outside 
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lighting, including that of the jetty, is effected by 
means of gasfilled lamps with porcelain reflectors fixed 
to brackets mounted on 20-ft. poles. The interior light- 
ing is by means of vacuum lamps, the wiring being run 
in conduit where possible. 

Altogether there are more than eighty electric motors, 
ranging from 1 to 300 h.p., and although many makers 
aré represented the majority of the machines were con- 
structed by Messrs. Sandycroft, Ltd., and control: is 
almost exclusively effected by Ellison switchgear, 

The factory is capable of a normal output of about 
three thousand tons of cement per week, the working 
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being continuous night and day. A remarkable feature 
of the factory is the extent to which machinery has re- 
placed manual labour, and, it being electrical 
machinery, a minimum of attention is required. To a 
visitor the works has the appearance of a place suddenly 
deserted by practically all of its ** hands," the ma- 
chinery being left running. 


f 


LOCALISING A FAULT OF LOW OR HIGH 
RESISTANCE IN A SUBMARINE CABLE 
WHEN THE CONDUCTOR IS NOT BROKEN. 


By J. IRYMER-JONES. 


For this kind of fault localisation the writer has always 
found that Clark's well-known ** fall of potential test "' 
is especially serviceable, as compared with’ other tests 
sometimes employed ; its reliability being due to the 
observations being made concurrently at both ends of 
the cable during the whole time of testing for the faults 
position, and to the fact that the electrician can depend 
on the services of an assistant at the distant end who, 
it may be, is not at all an expert in this particular test, 
and who indeed has no greater knowledge than being 
able to charge a condenser c from his end v' of the cable, 
when instructed to do so, and then recording the dis- 
charge through his galvanometer g by means of key d. 

-An adjustable coil R has a resistance unplugged which 
the electrician considers appropriate to the cable’s con- 
ductor resistance between his testing end and the fault 
to be localised, viz., such as will give suitably large dis- 
charge readings for the potentials v, v and v' in the 
test formula. 7 

As the accuracy of the localisation result will very 
largely depend on the exact method of carrying out the 
test, the following details are important. 

After the electrician has put the testing current to 
the cable through the resistance m, both he and his 
assistant at the distant end start recording a series of 
condenser discharge readings as quickly as the return 


of their respective '' spots ' to the zero position on the 
scale permits of. А large nuinber of discharges —20 or 
so—can be observed during, say, 10 minutes when a 
dead-beat galvanometer is employed. 

When the assistant finds that the testing current has 
Leen taken off, he can, if it has been previously so 
arranged, connect up to the speaking instrument and 
send to the electrician every one of his readings v' in 
the order in which they were observed. The electrician 
is thus put in possession of the whole series of the v' dis- 
charges, so that he can see any risings or fallings and 
compare them with the v and v» discharge readings 
which he has himself recorded at his 
own end, and from them select what 
he considers to be corresponding 
changes for v and v' at the two ends. 
These values when corrected—as ex- 
plained later on—enable tne elec- 
trician to work out from the formula 
the position of the fault. It is, in 
fact, on the electrician’s judgment 
in choosing the most consistent and 
reliable, and in discarding the more 
erratic, sets of readings for v, v and 
v respectively, that the correct 
localisation of a variable fault will 
very greatly depend. 

lt is important for the assistant 
to start noting his condenser dis- 
charges v' a little before the pre- 
arranged time for the electrician to 
exa) put the testing current to the cable, 

as he ean thus ascertain the value of 
a few condenser discharges due to the charge given from 
the cable fault itself or earth current, and can signal 
these also м пеп subsequently sending the series of con- 
denser discharges v’. A marked change in the discharge 
value will show when the electrician has put the testing 
battery to the cable. Both the electrician and the 
assistant should continue to record a few extra dis- 
charges fron the condenser immediately after the test- 
ing current has been taken off, because the f.o.p. test 
readings v, v and v', observed at both ends, will, later 
on, have to be corrected by the electrician for the earth 
or cable current (if any) affecting them, before apply- 
ing them to the formula; consequently a note must also 
be made of the cable-current polarity, as indicated by 
the direction of the throws on the galvanometer scale. 

If the condenser diseharge, indicating the cable cur- 
rent, be in the same direction on the scale, it should be 
subtracted ; but when in the opposite direction it should 
be added. 

As the cable current, when due to the polarisation of 
a small fault, will decrease rather rapidly directly the 
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N—v:v—v': : R: 2; z-R(v-v')/(v—-v) ohms. 
DiAGRAM OF CONNECTIONS FOR TEST. 


Formula : 


testing battery is taken off, it should be observed, as 
soon às practicable, after reading the last condenser dis- 
charge of. both the v and of the v' sertes. 

It will be found that although the fault resistance 
may vary considerably, the value of the v discharge, at 
the battery end of the resistance R, will remain com- 
paratively constant, so that only an occasional v dis- 
charge need be observed; but as v and г’ may both 
vary—owing to the fault-resistance, and also to the 
earth and fault-eurrent, changing—as many v and v 
discharges should be recorded as is possible in the time 
allowed for observations, 
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The assistant will have no difficulty in distinguishing 
the fest-descharge from the earth current discharge, 
owing to their relative deflections, | 

Ten minutes will generally be sufficient 
making the f.o.p. test when everythin 
arranged at both ends. For chargin 
four or five seconds will be ample. 

Another great advantage of the f.o.p. test is that the 
resistance R can be quickly altered, for another serves 
of potential discharges at both ends, to any other desired 
value in order to make the discharges v either greater 
ог smaller, as desired, compared with v. 

Another possible variation is to use, say, the same 
resistance with a larger or smaller testing battery. 
Under these altered conditions an additional series of 
condenser. discharges may be observed at both stations 
to get another fault localisation as a check on the 
previous test result. 

Tests with different battery powers and resistances R 
are very important because, if the conductor exposure 
be small, а low battery power of 10 volts or so will 
polarise the fault less than а larger battery power: 
and often the discharge readings v and г" will be much 
more steady and comparable in consequence. 

Аку, c, and c must all be expressed in the formula in 
terms of the same relative values, it is imperative that, 
at the end of each serves of his discharge readings, the 
assistant send two or three discharges from his con- 
denser, after it has been charged for, sav, four or five 
seconds, with a standard-cell 5 agreed upon of known 
electromotive force. 

lt is very important indeed that the standard-cell 5 
be used. only for charging a condenser, and not on any 
acount to obtain a continuous current whieh would 
speedily reduce its e.m.f. 

When very reliable standard-cells are not obtainable 
at a distant station, small rectangular © Obach 7? dry 
cells are very suitable because easily obtainable, cheap, 
very sinall and compact, so that three of these can be 
posted to the assistant: Фетел. Ё. should be compared 
ituediatelv before using them for the f.o.p. test, and 
the most reliable one of the three employed as the 
апага cell, If this be adopted then, before sending 
the three Obach dry cells to his assistant, the electrician 
should keep a record of their discharges ах compared 
wth his own standard cells. Three cells are recom- 
mended, because if only used for condenser discharge 
tests their agreement will be a tolerably reliable proof 
of their e.m.f. having, in each case, remained constant, 

lt is well for the assistante to send his readings 2 at 
the end of each serves in case the fault might open out 
during апу test and make communication difficult ; 
lut if, during the first series, there is no evidence of 
this, then several series—pre-arranged by the electrician 
lefore going from the station to the cable hut—can be 
tude in succession without any speaking between the 
«parate series. | 

For the f.o.p. test the electrician, in his cable hut. 
cin vary the resistance к, or the battery power, or both, 
according as he finds that the test-readings for v and v 
and 2", of the last series, indicate as desirable. When 
the assistant gets condenser discharges of a greatly 
reduced value, showing that the electrician has taken 
off the testing current, he will understand that he 
can either. connect up to speak to the electrician, and 
send his own recorded values of v’; or else, if it has 
Iren arranged that there is to be no speaking from the 
cable huts, prepare to observe another series of con- 
denser discharges for another test. 


time for 
r has been. pre- 
r the condenser 


Jz 


gaz 


This method of not speaking between successive series 
of condenser-discharge readings is sometimes convenient 
letween two cable Auts, as it saves time, and the trouble 
of carrving speaking apparatus from the station to the 
huts. In fact, it was adopted by the writer with very 
satisfactory results when localising a fault of high 
resistance in 1879, the transmission of the readings 
Y and v, or т, as the case might be, being reserved 
until the electrician and his assistant returned to their 
Tespective stations, 


Another great advantage of the f.o.p. test is that if : 
the order of procedure is reversed, and the assistant 18 
told to put the testing current to the cable through a 
resistance of a stated value; then, if the result does 
not agree approximately with that previously obtained, 
15 shows that there is probably more than one fault in 
the cable. 

E.y., ou one occasion a f.o.p. test showed that at 
least two faults were in the cable, vz., опе near to the 
north end and another at apparently no great distanee 
from the south end, 

As the northern end was very deeply buried in the 
sand on shore, and moreover as the water close in-shore 
was too deep to under-run the cable from the hut-end 
seawards, the ship raised the bight at a short distance 
from the shore, and a length of d.s. type was run out 
from the ship to the hut to make а loop-test. This 
placed the fault near to the hut where it was rocky and 
dry. À connection was next made on board, between 
the main cable running southward and the seaward end 
of the deep sea, already landed at the hut, to keep up 
temporary telegraphic communication, while another 
piece of cable was being spliced in to bridge over the 
tault in the beach cable. 

When this was finished the original seaward section 
was again spliced on board to the main cable, thus com- 
pleting the northern repair and putting the cable 
through southwards. Another f.o.p. test made from 
the cable-hut pointed to the existence of at least another 
fault near to the southern end. 

On steaming south, and cutting the cable near to 
the water's edge, this fault was found in the u.g. cable, 
and, when removed, the section tested satisfactorily. 

The above consideration emphasised the importance, 
when practicable, of first entting a faulty cable at both 
ends near to the waters edge when tests show that there 
is reason to think that more than one fault may exist 
in the section. 

The shore portion of a cable is specially liable to 
develop d.r. weakness either in shallow water, or among 
rocks, or where subjected to the sun's heat or drought, 
or the ravages of insects, or mechanical injury. 

The danger of trusting to the localisation of the 
resultant fault was again exemplified in the same cable 
(about 900 n.m.) when, during another repairing ex- 
pedition, five faults were found between five and thirty- 
seven n.m. from one end. Had these been more widely 
separated it would have proved a much more serious 
consideration, as the cable would probably have been 
erappled for, and cut somewhere nearer to the 
resultant fault's position than would have been the case 
if a f.o.p. test, taken from both ends, had given differ- 
ent results, and thereby indicated the existence of at 
least two faults. | 

Clark's f.o.p. test was published in the 1871 edition 
oi “Clark & Sabine's Electrical Tables and Formule." 
and since 1875 has always been a favourite test with 
the writer for localising faults in a submarine cable 
on account of its simplicity, and because it is capable 
of giving very correct results—even when the fault's 
resistance changes under polarisation—if employed with 
ereat judgment. It has, therefore. always seemed re- 
markable that this test used not to be described in 
greater detail in the early text-books of our leading 
practical eahble electricians who, it would appear, pre- 
ferred the Karth Overlap, which, in the writer's 
opinion, has much less to recommend it than Clark’s 
f.o.p. test, when judiciously applied. | 


It is true that when there is only one fault, of only 
a moderate resistance, the Farth Overlap is a good and 
serviceable test, and very convenient also, inasmuch as 
there is generally a Wheatstone bridge available at all 
cable stations, as well as someone capable of using it 
for an Karth Overlap; but an f.o.p. test is preferable 
to it, as the serves of potentials v, v and v' are con- 
currently observed and show their relative changes 
during the whole time that the test is being made. 

The f.o.p. test was successfully emploved to localise 
a small fault having a very varying insulation resist- 
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ance—at times amounting to half a megohm—which had 
developed during the sheathing and laying process; 
and, on another occasion, to localise a. fault caused by 
a small quantity of gritty substance in the single gutta- 
percha covering. This last-mentioned cable lay on an 
even and firm sandy sea-bottom. 

In both the above cases the fault. resistance was во 
high and varving that tlie localisation would have been 
impracticable, or, at least very uncertain, if the 
Kennelly-Anderson arth Overlap test had. been relied 
on; and, even when practicable, it is not so quickly 
made. 

Both the sheathing and the jute-serving over the 
faulty core were in as firm and compact a condition as 
when the cable was first laid. 


THE SELLING OF ELECTRICAL APPLIANCES. 


THe third of the E.D.A. series of Salesmanship Conferences 
was held at the reoms of the Chartered Institute of Patent 
Agents on January 20th, when Mr. W. A. Gillott, of the Jaek- 
son Electric Stove Co., opened a discussion on "' Salesmanship 
in relation to Electric Heating and Cooking." The chair was 
occupied by Capt. J. M. Donaldson, who, in his opening re- 
marks, dealt with what he called the fetish of the obsolete. 
In almost every house using electric light, he said, one would 
see an electrolier, which was a сору of the old gasolier. ‘The 
gas people had a good reason for using a gasolier, because if 
the lights were put high up they would blacken the ceiling. 
Electric light, however, was a different matter, and in most 
cases the electrolier could be done away with. The fetish of 
the obsolete was not confined to electric lighting, but ex- 
tended to electric. radiators. The electric radiator was as 
portable as a coal-seuttle, but m many cases a radiator was 
fitted, wth a short length of cord, in a fireplace, Just because 
originally the fire was there. That was a great mistake, Þe- 
cause the great advantage of electric heating wis that it could 
be localised. It should be pointed out that a radiator could be 
taken from one room to another. Then, with regard to 
cooking, the ordinary kitchener was low, and it was neces- 
sary to stoop to put anything into it; electric ovens should he 
made so that they could be mounted in a convenient. place, 
and at a convenient height. 

Mn. GirLorr, dealing briefly with the chairman's remarks, 
said it was yet his pleasure to introduce to him an oven which 
he could work on a table. He used the oven in his own home. 
Passing on to his paper, Mr. Gillott confined hnnself to the 
leading questions which arose in the ordinary course of soli- 
citing business. Dealing first of all witn the salesman, he 
said that in any class of business, successful salesmanship 
was built upon a definite and well thought out plan of cam- 
paign. While the fundamental principles were sinnlar, differ- 
ent methods of application must be employed when dealing 
with different classes of prospects, such as domestic users, 
hotels and restaurants, or canteens, and in selling appliances 
to the Trade. This demonstrated the necessity of being ver- 
satile. 

The salesman would probably be called upon to cite defi- 
nite cases where similar installations to the one he was en- 
deavouring to make were being satisfactorily operated. He 
would be expected to give facts and figures immediately, to 
substantiate his statements. His advice would be asked as 
to the best method of operating certain appliances, and whv 
he considered it the best. His answers to these various ques- 
tions must be positive and given without hesitation. — In 
selling electric cooking and heating apparatus, he would he 
brought into touch with all classes of people, from the em- 
plovés who used the agparatus, to the ‘‘ man who paid the 
bill,” and, especially in the case of domestic cooking. he would 
meet the housewife and the cook, and, in all probability, it 
would be found necessary to advise them regarding methods 
of cooking to secure the best results under the new conditions. 
It was advisable, when the business permitted, to employ a 
Му demonstrator for this work—but in anv case the sales- 
man should understand ‘‘ kitchen language." Again, in order 
to bring forceful arguments in. favour of electricity. he must 
know his competitor. Mr. Gillott did not merely mean that the 
salesman should understand the main principles of the сос, 
or commodity. the competitor sold, but. as far as possible, 
ascertain his method of attack. For instance, some time ago 
Mr. Gillott approached an architect regarding electric cooking 
for an institution, and was advised that gas had already heer 
decided upon and the appliances. ordered. He discovered 
that the gas equipment was totally inadequate for the job. 
but the meter and the supply pipes were large enough for 
a complete installation. He proved that the gas appliances 
were unable to perform the work required, and secured » 
hearing of his proposals, which resulted їп the cancellation 
of the gas contract of £300, and the receipt of an order for 


electrical appliances for over £900. The competitor’s object 
was to put forward a low price to get in, and rely upon the 
extensions for the complete job—a really bad policy to adopt 
on a cooking installation, 

If it was necessary to refer to a competitor when selling. 
the sulesman should not make the fatal mistake of running 
him down. He-should carefully demonstrate that his own 
product also possessed the same advantages, with the addition 
of certain others, which made a considerable difference to its 
utility. 

A salesman should not talk too much about price, but 
should try and keep costs in the background until he had in- 
terested his prospect; he should create a deshe for. possession 
of his goods, and their cost would be more of a secondary 
consideration. If, however, his eflorts were unsuccessful, he 
should endeavour to ascertain why he lost, and use the ex- 


‘perience for the next attempt. 


The claims for electric cooking and heating should. be 
supported by positive facts; it was useless to make a state- 
ment and leave it. For instance, the clann for cleanliness was 
agreed, because electric heat was not produced by combustion, 
there was no smoke to blacken the walls, &e., no fumes to 
vitiate the atmosphere, no dust or dirt, and no ashes to clear 
away. Satisfactory cooking results were repeated, because 
electricity. was of constant heat value. There was 3,440 
B.th.u. in one kWh of electricity; therefore if it took half-an- 
hour to perform a certain cooking operation to-day it would 
take the same time to-morrow, next month, or next year. 
under identical conditions. Electric cooking meant low labour 
costs—especially in large kitchens, because a turn of a switch 


was all that was required, as compared with the carting: of coal 


and coke for a fire range or steam boiler, and the carrying 
away of ashes, and extra cleaning. Electric cookers were 
convenient and safe, because the risk of fire or explosion was 
reduced to à minimum, and no special provision was needed 
for ventilation. Electric. cooking was economical; because а 
family oof six persons could be catered for—including 
cooking-—for 40 units per week, and in the case of canteens 
or restaurants, at a consumption of from 2 to 4 units per 
person per meal. An electric household of from eight to ten 
rooms could be run by one maid instead of two. The appara- 
tus did not call for special foundations or setting, or extra 
flues, and, in the ease of large. kitchens, the floor space 
occupied was much less. Also there was economy due to less 
shrinkage of meat and the saving on the renewal of kitchen 
utensils, whilst maintenance costs were low. 

There were one or two simple and useful details which 
should be imemorised: they were: [n cooking for middle- 
class families the consumption of electricity averaged one unit 
per person per day; electricity at Id. per unit was equiva- 
lent in fuel cost to gas at 2s. Od. ner 1,000 cu. ft.; in large 
ovens an average of nine to ten lb. of meat could be cooked 
per B.O.T. unit consumed; for room and small office beating 
an allowance of one watt per cu. ft. was approximately 
correct: with self-contained water urns or kettles one unit 
would boil one gallon in half-an-hour under average condi- 
tions. 

Tt should Бе a salesman's endeavour, as far as possible, to 
act in an advisorv capacity to his client. It might be neces 
sary to advise him to accept appliances of less value than 
he intended to purchase; in this way a salesman would gain 
prestige which would be of great value to him later on. 

The salesman would often be asked: “ What do you use 
at home?" He should be in a position to answer: '' Electri- 
city.” and show the courave of his convictions. 

Mr. Gillott then. gave a few figures of his own installa- 
tion, for 1921. His household consisted of six persons, and 
there were seven occupied rooms. The lighting, cooking. and 
heating connections approximated from 17 to 18 kW, and the 
total cost of electricity for all nurnoses was £27 19s. 6d. for 
the vear. Had he not used electricity he would have been 
compelled to engage additional help costing at least £50 or £t) 
a vear. 

Mr. Gillott strongly recommended the younger men to 
thoroughly study the subject of heating and cooking. There 
was no doubt that electricity. fer domestic uses was going 
to figure very largely in future business. 

Tn order to secure the best possible results, however, there 
were two essentials, namely, cheap electricity, from a sym- 
nathetic supply authoritv, and a smart showroom. These 
facilities were not available in every district, but it was only 
by hammering home the necessity for them, with the help 
of the E.D.A., that they would ultimately see them estab- 
lished throughout the country. 


DISCUSSION. 


In the subsequent discussion Mr. A. F. Berry (British 
Electric Transformer Co.), first emphasised the importance 
of the salesman of electrical apparatus using in his 
own home the goods he was trying to sell; he then 
passed on to the economies which were effected by the 
use of electrical apparatus. It was a good thing that t^ 
nublie, generally, believed more in the advantages of electric 
heating and cooking than electrical engineers did; if the 
oublie were not “off the mark" quicker than many of those in 
the industry, there would be no industry to deal with. Mr. 
Berry stated that he had taken the average consumption of 
electricity for cooking at "' Tricity House," extending over 
some tens of thousands of meals, and it had worked out to 
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approximately four meals to one unit of electricity. Не ге- 
lated also the experience of a gentleman to whom he had 
recommended electric cooking, and who asked over a hun- 
dred people what their opinion of it was. 75 per cent. of 
them had told him that 16 was very expensive, whilst the re- 
maining 2o per cent. hud said that they would not part with 
their cookers. It was found that not one of the 75 per cent. 
had ever tried electric cooking. 

Мк. STEELE (Dowsing Radiant Heat Co.) said that while it 
might be a very good thing to sell small heaters for local 
heating, they were not the only things to be pushed. ‘There 
was a lot of small. cheap. heaters, with low — energy 
consumption, sold, and he considered that business had been 
retarded. through heaters of very small capacity being sold 
tor warming very large rooms. 

Мк. NAPIER PRENTICE spoke of the need for indicators on 
electric ovens. [n а certain. bakehouse it was noticed. that 
kes baked in an electric oven were bigger than those baked 
ioa brick oven, and experiments were made which showed 
that they also weighed more. 

Mr. Evis dealt with the cost of selling apparatus. Selling 
was split up into two parts, the selling of the goods and the 
selling of the idea. If a salesman would confine himself. to 
the selling of the goods, explaining their. particular points, 
rather than go into the educational side, he thought it would 
be much better, because there were drawbacks to the edu- 
cational side being handled by those not fully capable. It 
would be better if the educational side were dealt with by 
the E.D.A. 


Mr. NoBBs. pointed to the advantages of electrie water 


heating, Which was now eoming into its own. Somehow or 
other, electrical people must condenm something, and it 


seemed that at present they were condemning water heating. 
He suggested that heaters should not be sold for heating 
нених, but for heating objects in a room. 

Mr. Beavis asked Mr. Gillott to amplify his remarks with 
regard to persuading a householder, who was often faced 
with the obstinacy and ignorance of the cook, to adopt elec- 
tme cooking. 

Мк. Morton emphasised the importance of hiring schemes. 
It seemed to him that, seeing that a householder could hire 
a medium-sized gas cooker for about 2s. per quarter, the 
electrical salesman was at a very great disadvantage in trying 
to sell apparatus costing £20 or £30. 

Mr. А. Gowans WHYTE said that the only. part of the world 
where there seemed to be hiring of electric cookers was 
aeross the border. Cookers could be hired in Glasgow for 10s. 
a quarter, and gas cookers, he understood, were put into a 
house for nothing. 

Мк. Нохкы, (Falkirk) referred to selling apparatus by ex- 
hibiting it in a showroom. If a salesman was trving to point 


out that electricity was clean, the least he could do was to 
keep his own showroom clean. He had seen a showroom 
where electric vacuum cleaners were exhibited, and yet the 
carpets were thick with dust. If thev were going to sell elec- 
trical apparatus, they must get the co-operation and help 
of the supply authorities. 

A SpEAKER referred to Mr. Gillott's remark, that with elec- 
trie cooking one could always do the same thing on one dav 
as on another, and that conditions were constant, and said 
that it was possible to get totally different results, owing to a 
drop in voltage. He himself had. been using electric cooking 
for years, and his average consumption, for three adults, was 
nine or ten units per week. 

Mr. Harp, dealing with the ease with which electric cookers 
could be used, said that in his own house he had a girl of 17 
vears of age, who, alter a fortnight’s instruction, Was left to 
cook and serve a meal quite alone, and she had done the 
work with entire success. 

Mn. W. E. WanniLow said more use should be made of the 
fact that when meat was cooked in an electric oven, there 
was less shrinkage and waste. The initial cost of an electric 


cooker could) be recovered in a short time by the saving m 
meat. Tle believed that hiring was the real solution of the 


problem of selling electrical appliances. He suggested that 
the conferences should be presided over by chairmen who 
were men engaged in the sale ef electrical apparatus. 

Мк. YOUNG suggested that cable makers, contractors, manu- 
facturers of switchgear, manufacturers of apparatus, and 
supply companies in London should co-operate and, through 
the E.D.^A., educate architects up to the usefulness of elec- 
tricity. for cooking and heating, so that they would. then 
persuade their clients to install cables in new buildings, ready 
for the apparatus to be put in. 

Mr. Спот, replving to the discussion, impressed проп his 
audience that electricity for cooking and heating was about 
a quarter the price of electricity for lighting, and it was sur- 
prising how few knew that. Tf the imdustrv, as a whole, 
would put up more money, he knew that the Е.А. would 
only be too willing to spend it in engaging experts to interest 
people, for the benefit of the whole community. He agreed 
with Mr. Nobbs as to water heating, and gave an example 
of coal-saving by the use of electricity. Mr. Gillott also gave 
an example of a village of “ all-electric ' mes where it 
wes found that the average maximum demand рег house 
was 0.8 kW, to prove that the assumed capital charges in 
connection with buried cables need not be so high as was 
often the case. With regard to voltage fluctuations, these 
made very little difference when cooking. 

At the conclusion. of the discussion, votes of thanks were 
accorded Mr. Gillott. for his paper, and Capt. Donaldson, 
for presiding. 


IMPERIAL WIRELESS TELEGRAPHY. 


Wireless Telegraphy Commission's Report. 


December, 1920, the Cabinet appointed a Wireless Tele- 
graphy Couamussion, consisting of the Rt. Hon. Viscount 
Milner, G.C.B., G.C.M.G. (chairman), Messrs. W. Н. Eccles, 
DSc, F.R.S., M.LE.EB. (vice-chairman), L. B. Turner, M.A., 
M.LE.E., E. H. Shaughnessy, O.B.E., M.I.E.E., and Lieut.- 
Col. С. G. Craw ley, R.M.A., M.I.E.E. (secretary), to (1) decide 
upon the wireless plant most suitable for carrying out the 
scheme of Imperial wireless communication recommended. by 
the Iniperial Wireless Telegraph Committee, bearing in mind 
the necessity for the co-ordination of the chain with existing 
telepraph services, and to design the necessary. stations; (0.) 
make recommendations regarding the actual sites. for the 
stations proposed by the Imperial Wireless Telegraph Commit- 
tee: Gii.) advise generally upon the preparation of specifications 
for machinery and apparatus, the making of contracts and 
the construction of the stations. 

The Commission has presented its report*, which is signed 
by all the members except. the chairman, and in view of its 
expressly technical nature the vice-chairman contributes an 
explanatory summary in the form of a foreword to the report. 

The first section of the report recapitulates the recommenda- 
tions of the Imperial Wireless Telegraphy Committee (1919-20), 
which the Commission was instructed to follow.+ The next 
“ateen paragraphs deal in a broad way with the problems 
retarding masts, antenne, machinery and apparatus pre- 
ented by the installation of thermionic valve plant on a 
wale larger than hitherto attempted, and deseribe the solu- 
tions arrived at. Special attention is paid to the thermionic 
valve plant itself, to the ability of the industry to meet the 
probable demands, and to capital and maintenance costs. 

The visit of the Commission to the Marconi Co.’s station 
at Carnarvon 1s referred to. The conclusions drawn are: first, 
that the installation at that station is approaching the order of 
magnitude required in the chain stations: and, secondly, that 
the Marconi Co. is in a position to supply full-size thermionic 
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equipment for the chain stations. The Carnarvon station 
has succeeded in communicating with Australia direct at cer- 
tain hours of the day, and, therefore, it is certain that the 
chain station in England, which would be of three or four 
times the signalling strength of the Marconi station, could 
communicate with Australia throughout a longer diurnal 
period. 

In later paragraphs improved methods of reception and the 
general arrangements of the receiving stations are described. 
Under the heading `* Sites’ is given an outline of the work 
which was undertaken by the Commission at the request of 
representatives of the Government of the Union of South 
Africa, showing the advisability of erecting a new African 
terminal station near Johannesburg in preference to adapting 
the ex-German station at Windhuk. 

The second section of the report is headed ‘General 
Recommendations." Paraphrased briefly, these are to the 
effect that :— 


(1) Thermionic-valve stations should he erected in. England, 
Canada, Australia, South Africa, and India. A ther- 
mionie-valve station should also be erected. in Egypt 
to duplicate the are station now being completed. by 
the British Post Office at Abu Zabal. At each of the 
other centres, namely, East Africa, Singapore, and 
Hong Kong, an are station should be erected with 
space for the addition of thermionic-valve plant later. 

(2) Two wavelengths should be allocated to each transmit- 
ting station. 

(3) Bach eountrv should have one receiving centre (except- 
ing Canada) and that centre should be equipped for 
reception from several of the chain stations simul- 
tancously. 


The third seetion of the report consists of detailed tech- 
nical recommendations. For each country (excepting Canada), 
specifications are given of the masts, m: achinery and buildings 
appropriate. to the locality, These soled technical recom- 


-mendations are briefly reviewed below : 
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England: The four steel transmitting station masts, each 
950 metres high, should be erected one at each corner of a 
square, With provision for the addition of two masts at each 
end later. The tuning coil should be designed for an antenna 
current of 500 amperes, and provided with tappings for tun- 
ing the wave lengths between 3,000 and 16,000 metres. The 
thermionic valve set (in duplicate) should deliver at least 
120 kW, and be capable of sub-division in stages, so that a 
fraction of the total power may be delivered to the antenna 
at will; it should be capable of extension to 240 kW. Energy 
may be supplied from d.c. machines (10,000-12,000 volts) or 
by rectifying a.c. ‘Transmission must be continuous at hand- 
speed, and at 90 words per minute at full power for reception 
at 2,500 miles. The Marconi Co. should be invited to tender 
for the supply of thermionic valve plant aud associated equip- 
ment. For the supply of electrical power a steam generating 
station containing oil or coal-fired water-tube boilers and 
250-kW, З phase, 50-сусіе, 3,000-volt (or 200-KW  10,000/ 12,000 
volt d.e.) turbo generators should be built. The emergency 
gear should comprise a small aerial, a Post Office receiving 
set, perforators, automatic transmitters, and recorders. 

The receiving station should be at Banbury, and provided 
with two sets of apparatus similar to that being installed at 
Banbury for the Leafield-Abu Zabal link of the chain, but 
supplemented by limiting apparatus. An additional aerial 
system and receiving gear will be needed when Canada enters 
the scheme. 

Canada: A technical conference of Canadian Government 
representatives should be convened to discuss with the Com- 
mission special problems arising out of her geographical 
position. The transmitting and receiving stations might be 
as described above. | 

Australia : Alternative designs are suggested, one of which 
could probably be carried. into effect almost entirely by 
industries already established within the Commonwealth. 
The transmitting station. should be as outlined above, unless 
an ample public supply of electricity is available; in the latter 
event the transmitting station may be similar to that recom- 
mended below for South Africa. The receiving station should 
have two aerial systems and three sets of receiving gear, with 
accommedation for a third outfit for direct. communication 
with South Africa when desired. When a station is built at 
Vancouver (Canada) additional receiving equipment will be 
needed, and apart from this, additional receiving gear will 
be necessary if the chain station is to work across the conti- 
nent of Australia. The Australian Government prefers the 
chain station to be at Perth rather than Port Darwin. 

South Africa: If the transmitting station is placed near 
Johannesburg the masts. antenna, &e.. thermionic set and 
emergency gear should be as recommended for the English 
station above. For the supply of electricity 250-kW, 15,000- 
volt, 3-phase transformers, &c., and overhead transmission 
lines in duplicate will be needed; an alternative would Бе 
the use of 200-KW, 160,000/12,.000-volt. d.c. motor-generators. 
Mercurv-vapour rectifiers шау be substituted for the rotary 
converters. 

The receiving station should have one aerial svstem and 
two sets of receiving apparatus in the first instance. with 
accommodation for a: second outfit for direct communication 
with Australia when desired. 

India: A station. similar to that planned for England is 
suggested. 

Egypt: The transmitting station, unless placed at Abu 
Zabal, should be as described above for the English one. A 
single receiving centre for both the new valve station and 
the are station is proposed, and from that centre both 
stations would be controlled. ^ Special receiving apparatus 
is proposed; the receiving station should. have four aerial 
systems and five sets of receiving apparatus. 

Kast) Africa: The masts, antenna, &c.. and emergency 
gear should be as outlined above for the English station. 
Two 950-kW are sets and accessories should be provided 
similar to those at Leafield (Oxfordshire). The hydroelectric 
project at Thika (reported upon by the Publie Works Depart- 
ment, Nairobi, on March 30th, 1914), should be carried. into 
effect at least in part if, as seems possible, the wireless trans- 
mitting site can be near the falls. with reservation of the 
Water power of the Chania for future extensions. Water- 
turbine 250-kKW, 5090/1 ,000-valt d.c. sets would be used, with 
duplicate overhead transmission. lines. Should the hydroelec- 
tric project be impracticable, electricity should. be generated 
by steam, as recommended below for Singapore. The receiv- 
ing station should have three aerial svstems and four receiv- 
ing sets, with accommodation for a fourth outfit for direct 
communication with England if desirable. | 

Sinaapore : The masts, antenna, &c., and emergency gear 
should be as those described for the English station, and the 
are equipment should be similar to that to be used in East 
Africa. Electricity should be derived from a steam generating 
station housing 950-KW, d.e.. 500/1,000-volt reciprocating 
engine sets. The receiving station should contain three aerial 
Systems and four sets of receiving apparatus. 

Hong Nong: Four 900-metre masts should be erected, one 
at each corner of a square, with provision for two additional 
masts at each end later. The antenna. &e.. and emergency 
gear, should be as recommended for the English station. The 
are equipment should be as that recommended for use at 
Singapore and in East Africa, and the electricity should be 


supphed by a steam station similar to that suggested for use 
at Singapore. ‘Lhe receiving station should be generally the 
жине as that used ш Australia. 

АН the stations, except the English ones, will need a 12-kW 
Ч.с. supply (publie or oi! engine) for lighting, charging 
batteries, and operating the telegraph apparatus, and it will 
be necessary to interconnect the transmitting and receiving 
centres of each station by means of dupiicate telegraph lines. 

The structural work and machinery at each station have 
been planned with the endeavour of keeping the probable 
cost within the approximate estimates submitted by the 
Imperial Wireless ‘Velegraphy Committee, i.c., the average 
cost of the overseas stations will not exceed | £160,000, ex- 
clusive of the cost of erecting residences for the staffs at some 
of the stations. The stations in England, Egypt, East Africa, 
Singapore, and Hong Kong, for which the Imperial Govern- 
ment is presumably responsible, should not exceed in the 
aggregate the sum of £553,000. 

looked at as a whole, the report provides specifications 
sufficiently. full for the immediate preparation of. estimates, 
and a later report will give detailed specifications. All the 
stations are planned to permit of easy extension of antenna, 
buildings, and plant. 

Finally, it should be emphasised that during portions of 
each day much of the Imperial strategic, official, and news 
trafie could be carried on by direct communication between 
any pair of principal centres, the intermediate stations being 
omitted, but the intermediate stations would be necessary 
for relay work during the less clear portions of the day, and 
also for handling their own local trafħe. The news messages 
transmitted from the principal centres could he received 
at many stations in the Empire, for example, in New 
Zealand, at the cost of an inexpensive addition to their exist- 
ing receiving equipment. Foreign stations in many parts of 
the world would be able to pick up news and propaganda 
from one or other of the principal centres. 

The report terminates with an appreciation. of the help 
rendered to the Commission by the Admiralty, the War 
Office, the Air Ministry, the Post Office, and the Department 
of Scientific and Industrial. Research, and with a similar 
tribute to individuals, 


LEGAL. 


° PROSECUTION OF PowrER СомрАМҮ'Ѕ EMPLOYES. 


At the Radcliffe (Manchester) Police Court, on January 25th, 
R. Kirkpatrick, F. Hall, I. G. Ivers, and William Speak, 
four engine-room attendants employed by the Lancashire 
Electric Power Co. at their station at Outwood, near Rad- 
cliffe, were summoned for maliciously breaking their contract 
of employment, whereby they jeopardised the maintenance 
of the undertaking. 

Mr. C. Н. Pickstone appeared for the company, and Mr. 
Kinsey (Wigan) for the defendants. 

Мк. PicksTONE, at the outset, said the proceedings were 
taken under an Act of Parliament made in 1875 for the 
mantenance of public services, such as gas and water, and 
Which in 1920 was applied to electricity undertakings. There 
was no quarrel whatever between the company and any 
trade union; the case Was personal to defendants themselves. 
The men were on night duty on the 9th inst., when thev 
were engaged in running 10,000 KW of the 40,000-k W. plant. 
The switchboard attendant was a young man named Gore, 
and it was the practice for hin to be provided with tea, as 
he was not allowed to leave his post without the sanction of 
the charge engineer. At 11 o'clock. he wanted tea made, 
and Ivers objected to Hall's making it. Further, he assaulted 
Gore. Words followed, and Ivers told the charge engineer 
that he was going home. He was joined by the other de- 
fendants, and all four gave an hour's notice of their inten- 
tion to leave. Efforts to avoid this did not avail, and the 
station was abandoned to the care of two charge engineers. 
This was at 1.20 in the morning. Urgent messages were sent 
to the staff due to come on at the morning shift, and they 
responded. The position was explained to them and they 
went on duty. But for nearly two hours the undertaking 
was jeopardised and public services were in danger of being 
withheld. Happily no mishap occurred. The proceedings 
were instituted to show the illegality of the course pursued 
bv defendants. The next morning the defendants claimed 
to have asserted a right in giving an hour's notice, but legally 
a week's notice on either side was necessary to terminate an 
engagement. He was bound to say that the rules of the trade 
union. which the men had joined were the most constitution- 
allv framed rules he had seen in a lengthy experience. 

Мк. Kinsey said he admitted almost every word Mr. 
Pickstone had used and he endorsed much of what he had 
stated. The defendants thought that as Gore would have 
finished his shift at 12 o'clock he might have waited for his 
tea. A little nin-prick had caused the whole trouble. It was 
definitely in the minds of the defendants that an hours 
notice could be given, and they felt that with two engl- 
neers in charge nothing serious would happen. But they 
were now very sorry for what had taken place, and on their 
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behalf he expressed regret. He hoped the justices would 
nwt send them to prison and suggested that the case would 
te met by the payment of costs. | | 

The Justices regarded the offence as very serious indeed, 
ind could not do less than order each defendant to pay £5, 
the prosecuting advocates fee ot. five guineas, and the 
e\penses Of witnesses. 
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HIGHTENSITE, LTD., v. Rotax Motor ACCESSORIES. 


THE quality of ebonite separators was the issue in an action 
пога? berore Mr. Justice Sankey’s Court in the King’s Bench 
Oivision on January 96th and 27th by Messrs. Hightensite, 
Ltd.) manufacturers of insulating materiais, Greshuin Street, 
Lendon. The defendants, the Kotax Motor Accessories Co., 
Ltd., Chandos Road, Willesden, resisted a claim for £598 odd, 
the balance of goods sold and delivered, on the ground that the 
-parators Were not tit for the purpose required. 

Ar. Lewis LHoMAs, K.C., for the plamitits, explained that 
ш November, 1919, it was agreed between the parties that 
piaintifs should supply defendants with a quantity of ebonite 
sturators; deliveries were made at the rate of ten thousand 
a week as required. Certain deliveries. Were made and duly 
paid for. and it was understood that the articles were to be 
exatuiied. on delivery. ‘Lhe deliveries in question were not re- 
turned by the defendants in accordance with this arrange- 
теш. but subsequently, when the time for rejection had 
assed, After pressure defendants took back these deliveries 
“which they returned, but afterwards refused to meet the 
aveunt in respect of them, pleading that the separators had 
defects which rendered them useless. 

Mr. W. Н. J. DowNTON, general manager to the plaintiff 
ampany, gave evidence as to the manufacture of the goods. 
He tested a battery containing the Hightensite separators com- 
pinged of and those of another manufacture. In no case did 
te find any material difference in the etticiency of the two 
types. | 

Cross-exanmined, witness denied that the company had re- 
coved а number of complaints of late concerning the quality 
of their Separators. The ebonite used for their separators con- 
tamed about 4 per cent. of lime, 35 per cent. of sulphur, and 
à per cent. of litharge. | 

Мг. H. J. CnEPrELL, formerly chief electrical engineer to 
Messrs. Vickers, gave evidence that he had tested the 
separators in question and found that they showed а little more 
«Irciency than other types. 

Dr. W. R. ORMANDY, for the defence, gave the results of his 
analysis of the separators. When he tested them in a battery 
Шеге was a remarkable loss of efficiency. In his opinion that 
zas due to excess of lime, which caused disintegration of the 
spongy plate. As а result the batteries ran out very quickly. 

His LonbpsurP observed that it might be better to refer the 
matter for a report, since there was a technical difference at 
Ine. There was then a consultation between the parties, and 
counsel afterwards intimated that a settlement had been 
teavted upon terms endorsed on their. briefs. 


SwAHREN, LTD.: A SHAREHOLDER'S APPLICATION. 


Ix the Chancery Division on January 27th, Mr. Justice P. О. 
Lawrence had before him a motion by the Hon. Bruce Ashley 
valyy asking that his name be removed from the register of 
shareholders of Swarren, Ltd., of Theobald's Road, W.C., as 
tae holder of 3,000 shares on which he had paid £300. 

Mr. JENKINS, K.C., for the plaintiff, asked that the matter 
па go into the witness list, аз he desired to call further 
evidence. 

Mr. WARD CorpnipGE, K.C., opposed the application. on 
half of the liquidator, the company Бетме in liquidation. 
There were, he said, no assets, and the receiver for the deben- 
tuire holders in possession had about £100 in hand. On the 
r.ontif's shares, £2.700 was unpaid. | 

Mr. JENKINS said he was going to suggest that the plaintiff 
Tas pursued by two gentlemen of the name of Redman, one 
* direetor of the company and tha other not a director. Не 
Ras told that the company was a flourishing concern, and was 
induced to apply for the shares. Yet at the very tine һе was 
aang so the company, so far from being in a flourishing con- 
dition, was being pressed by its principal creditor. 

Hais Lorvsuip agreed to the case going into the witness list. 


COALCUTTER IN GassY MINE. 


SHERIFF Fyre, Glasgow, issued his decision on Friday in а test 
а-е against Nimino & Co., claiming damages for an injured 
пипег. at comnion law, or alternatively, under Ње Emplovers’. 
Liability Act, in respect of an explosion, whereby two men 
zere killed and several injured. The Sheriff dismisses the 
ation as laid, reserving it for assessment, if need be, of com- 
кл-айоп under the Workmen's Compensation Act. 

In a note his Lordship examines the various statutory regu- 
atone, and concludes that the pursuer has not established anv 
‘pise-and-effect relationship between negligence of the mine- 
e=ners and his injury, and so no claim at common law has 
heen established; and that, even had it been, the claim is 
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barred by the doctrine of common employment, the casualty 
having been proved to have been caused by the negligence of 
fellow workmen in failing to screw down the cover ot the 
switch box of an electric coalcutter which was being used in 
the mine, and so permitting a flame to emanate from the coal- 
cutter and ignite the gas in the mine. ‘lhe Sheriff брав that 
the coalcutter itself and its cable connections were ш perfect 
working order, and that taking off the switch box cover and 
replacing it, аз occasion. may require, was:not a skilled elec- 
trician's job, but an ordinary mechanical operation in using 
the coal cutter, the responsibility for doing which efliciently 
was with the machine inen, as part of their duty of operating 
the machine. Upon the suggestion that a coal cutter should 
not have been used at all in the mine because of the presence 
of gas, the Sheriff says: “© There is certainly no evidence in 
this case to support such a proposition; and 1 am, fortunately, 
not called upon to pronounce any opinion upon this very large 
question. I imagine it would be a very serious proposition for 
the coal industry in Scotland if it is to be regarded as unsafe 
to use a coal cutter, merely because there 1s more or less gas 
found in a mine. [here are coal cutters specially designed for 
use in gassy mines, and the proof in the present case shows 
that the machine here in question was а flame-proof machine 
of modern type, and was in perfect working order.” 

Leave to appeal is granted, and it is understood that the 
case is regarded by the Miners’ Federation as a test case, In- 
volving important questions as to safety 1n mine working, and 
that it will be carried to the higher court. 


APPLICATION FOR EXTENSION OF PATENT. 

Іх the Chancery Division on Friday, January 27th, Mr. Justice 
Sargant heard a petition by Mr. Louis John Hunt and Sandy- 
croft, Ltd., of 4, Broad Street Place, London, for an extension 
of a patent dated March J4th, 1906, No. 6,224, granted to the 
petitioners (Sandycroft, Ltd., being then known as Sandycroft 
Foundry Co., Ltd.), for " an invention of improvements 1n 
alternating-current dynamo-electric machines °`; and also a 
patent of July llth, 1906, No. 15,711, granted to them for 
“ап invention of improvements in. windings for alternating- 
current dynamo-electric machines." Тһе first invention con- 
sisted of a single winding on the part of the machine to which 
the current was supplied, and the provision of tapping points 
in particular positions upon the winding for control purposes, 
the winding being so disposed that currents flowing through 
the tapping points would produce a field to a second number 
of poles required for cascade operation. The other invention 
was a machine with a stator winding of the type in the first 
Invention, but with separate rotor windings, one of which was 
connected to a ccnimutator so that the machine could be used 
as a converter for providing direct current through the alter- 
nating-current supply and vice versa. 

Mr. J. Hunter Grav. K.C.. and Mr. Whitehead appeared 
for the petitioning patentees, and Mr. Dighton Pollock and 
Mr. Trevor Watson for the Crown. 

The merit of the inventions was not questioned by the 
Crown, and Mr. J. Swinburne described them as a distinct 
stage in the industry, a stage that had involved. an immense 
amount of thought. Mr. Gray stated that the German patent, 
which was the equivalent of both the English. patents, had 
been extended for five vears on the ground of war-time losses. 

His LonbsHir, giving his decision, said it appeared on the 
petition and was clearly proved by the evidence that there was 
a very great loss to the petitioners—-Mr. Hunt and the coni- 
panvy—owing to the war. He thought it would be proper in 
respect of that loss to allow an extension of four veurs, on the 
terms that the British licences now existing for the manufac- 
ture of the Inventions were continued. 


War INVENTORS’ CLAIMS. 


CLAMS by Mr. Henry Leitner and Messrs. Joseph Lucas, Ltd., 
in respect of dynamos for use on aircraft, were heard by the 
Royal Commission on Awards to Inventors on January 30th. 
It was stated that over 5,700 of the dvnamos were made for 
Service use. According to a witness it was the discovery, 
early in 1917, that German pilots were provided with electri- 
cally-heated clothing which led to the dynamo being evolved. 
The Commission reserved their award.—Daily Telegraph. 


Is AN ELECTRIC Truck A LIGHT LOCOMOTIVE? 


Тнк Manchester Guardian reports that a young man named 
William Halton, of Southport, has been summoned for driv- 
ing along the publie highway a motor vehicle, belonging to 
Electrical Vehicles, Ltd., Churchtown, without a licence, and 
when the case came before the local magistrates the 
Superintendent of Police stated that there appeared to be 
some doubt as to whether the vehicle. which was an electric 
truck, came within the definition of a light locomotive. In 
order that the local registration authority might communicate 
with the Ministry of Transport for a ruling on the point he 
asked for an adjournment. Last week the case was adjourned 
to enable a special line of defence to be prepared. A further 
adjournment was agreed to, Р 
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NEW ELECTRICAL. DEVICES, FITTINGS, 


AND PLANT. 


Readers are invited to submit particulars оу new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


The “* Midget Masta " Fuse-Switch. 


In our issue of April 22nd, 1921 (p. 509), we gave an illus- 
trated description of the above appliance. ‘The makers, 
Messrs. Berry’s ELECTRIC, LFD., 85, Newman Street, Oxford 
Street, W.1, now send us details of some improvements 
which they have effected in its design. The principal difficulty 
encountered in the use of small apparatus such as this switch- 


Fic. 1.—THe ‘‘Mipcet Masra” Switcu FUSE, SHOWING 
Cover REMOVED. 


fuse is the lack of space for connecting up wires after. con- 
duits are fixed. The casing of the “ Midget Masta °’ has, 
therefore, been altered to enable the complete removal of the 
whole of the ton cover by the taking out of four screws, which 
renders available a sufficient amount of space for making 
connections. The idea is illustrated in fig. 1. 


The * Hot-Spot’’ Boiling Ring. 


We have received from Messrs. Вісн & Bunpby, 11a-13, New 
Road, Ponders End, N., a sample of their '' Hot-Spot ” elec- 
tric boiling ring. The most noticeable feature of this appli- 
ance 1s its small weight, for although it is 8 in. in diameter 
and 3 in. high, it weighs only 6 lb. The element is a continu- 
ous spiral of high-resistance wire in eight rows threaded 
through metal-stiffened mica strips. The holes through which 
the wire passes have metal eyelets which prevent damage to 
the mica. The top is formed by wires passing through the 


Еш. 2.—A '* Hor-Sror " BoiLING RING. 


tops of the metal-stiffened mica strips. Beneath the element 
is а highly-polished reflector. A separate plug is supplied 
for each lead. 

This boiling ring is one of a series being made by Messrs. 
tich & Bundy, the loadings ranging from 600 to 1,000 W. 
Although made primarily for standard pressures, the rings can 
be supplied for connecting to low-voltage circuits. 


A Pocket Electroscope. 


About the middle of last уеаг two Danish engineers, Messrs, 
Johnsen & Rahbek, demonstrated at the Institution of Elec- 
trical Engineers a new, or re-discovered, electrostatic phe- 
nomenon, It was shown that when two metal plates, between 
which was placed a semi-conducting stone, were connected 
in a direct-current circuit, the passage of electricity set up a 
strong adhesive force between the plates and the stone. 
Several applications of this principle were shown, and among 
them was an ingenious pocket electroscope. The principle 
of the device js illustrated in fig. 3 (which we reproduce from 


PRINCIPLE. ARRANGEMENT, 


the Scientific American Monthly). The semi-conductor in 
this case is gelatine (1) spread in a uniform layer over a 
slightly curved metal strip (2). One pole of the electric 
circuit 18 connected to this strip, while the other is joined 
to an elastic strip of aluminium foil (3), whose lower end is 
kept in contact with the gelatine. A potential difference of 
sullicient strength between the two poles will cause the alu- 
minium strip to come into contact with the gelatine, as shown 
by the dotted line (4). The application of this movement.in 
the finished electroscope is shown in fig. 4 (also from the 
Scientific American Monthly). Here the stiff metal strip 15 
that portion marked (2); (3) is the gelatine covering. These 
ure fixed to a metal upright (4), screwed into an ebonite tube 
(5), which is connected through a resistance (6) to a metal 
point (7). The aluminium-foil leaf (3) 18 connected electri- 
cally to an exposed metal casing (9) by means of-a curved 
contact spring (8). The instrument is used as follows: If it 
is desired to ascertain if a potential difference exists between 
a conductor and earth the exposed metal casing (9) is held 
between the fingers and the metal point (7) 1s placed upon 
the conductor. If a current is flowing the metal foil will be 
attracted, and this 1s indicated by means of a little shutter 
(11), which appears at the opening (10) in the top of the 
instrument. The apparatus is so sensitive that a good con- 
nection to earth through the body is immaterial. The electro- 
scope can be discharged by placing the point on one hand 
while the metal top 1s held by the other. It will be seen 
that the instrument may be put to a variety of uses; for 
instance: for earth tests; potential difference tests; to detect 
'" live wires " or surface leakage; for discovering faults; and 
for med other purposes which will readily occur to the 
reader. 


E 


Fic. 5.—AN ELECTRIC 
SOLDERING-IRON STOVE. 


Fic. 3.— Fic. 4.— 


POCKET ELECTROSCOPE. 


Messrs. Drake & GorHAM WHOLESALE, Lrp., 67, Long 
Acre, W.C., who are the British agents for the device, inform 
us that the electroscope can be used for any pressure between 
about 80 and 700 V, either d.c. or a.c. The instrument 15 
made to resemble, in size and shape, an ordinary fountain 
pen. 


An Electric Soldering-iron Stove. 


EV] 


In our issue of September 16th, 1921 (p. 372) we described an » 


electric stove made bv the Enecrric HEATING. Co., George а, 


Street, Croydon, for the purpose of heating soldering irons. 


This has recently been entirely redesigned, as will be seen - 


from the illustration fig. 5. 

The capacity has been reduced, the stove previously des- 
cribed having accommodation for four 
new design provides for two. The stove is strongly con- 
structed of cast iron, and weighs about 50 lb. It is well 
lagged and provided with a three-heat switch, giving a me 
mum load of 1,000 W. The first pair of irons can be heated 
ready for use in 15 minutes, after that three minutes sufhces 
for each iron. As the elements are entirely enclosed the stove 
can be used with perfect safety in garages, oil refineries, &c. 


A Combined Electric Heater and Fan. 


Mn. V. Gitucan, 58, Bloomfield Avenue, Belfast, informs 
us that he has secured provisional protection for a combine 
electric heater and fan. The heating portion consists of seven 
elements controlled by a dial switch; the fan js in parallel 
with these elements (separately switched). and is so situated 
that it draws air through the device over the heating elements 
and expels it through the front of the apparatus. The whole 
of the gear js contained in a sheet metal casing. 


irons, whereas the . 
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CORRESPONDENCE. 


Letters recetved by us after 5 p.m. on TUESDAY cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


The Utilisation of Waste Heat. 


As I had no opportunity of making any comments on the 
interesting papers of Mr. ingham Haden and Mr. Whysall at 
the joint meeting of the Institution of Electrical Engineers 
and the Institution of Heating and Ventilating Engineers һе 
un January 19th, I ask for the hospitality or the columns of 
the ELECTRICAL REVIEW in which to do so. 

Mr. Haden's paper sets out the principles of the subject of 
the utilisation of waste heat from steam-driven plant very 
сеагіу, and though опе may agree with his general conclu- 
sions, I am disposed to differ from him on certain points of 
detail. For instance, Mr. Haden is clearly of opinion that 
in general the medium for transmitting heat for distribution 
should be superheated steam. I feel confident that it will 
be found that in the majority of cases water will prove {о 
be favoured for the purpose. Generally speaking, I think it 
wil be found that the low-temperature requirements in a 
district will outweigh those of special industrial operations 
such as paper making, sterilising, and so forth, for which 
special boilers woutd be suitable. The advantages which 
water, as a medium for heat transmission, possesses over 
steam should not be lost sight of—its high specific heat, the 
esse with which air can be liberated trom high points in 
water mains compared with the difficulties attendant upon 
freeing steam mains of water, the reduced heat loss per unit 
-urface from the mains, and the absence of the necessity to 
work the steam plant supplying the heat against a back pres- 
„ше. The metering difficulty arising when water is used will 
without doubt be solved by the production of a B.th.u. meter 
when the need for this is shown. : 

Where district heating is contemplated in conjunction with 
the utilisation of the waste heat on the lines discussed bv 
Mr. Haden, the feasibility of the scheme naturally turns upon 
the practicability of getting mains along the streets, and a 


concrete case requires investigation from this point of view . 


ind also from the £.s.d. point of view. Furthermore, the 
price to be charged for heat units would have to be an attrac- 
tive one wherever an ordinary gas supply was available. 

The two diagrams (figs. 1 and 2) shown by Mr. Haden in 
his paper are of great interest and clearly illustrate the ques- 
tons involved, notwithstanding that the load curves are 
hypothetical. 

Fig. 1 shows the winter load conditions of working, and the 
vase is obviously one where the waste heat from the elec- 
trical machines can be, and should be, utilised to the utmost. 
The heat requirements far outweigh the electrical ones, and as 
the whole of the heat from the exhausts of the electrical plant 
can be made use of to serve the heating load, obviously it 
would be useless to endeavour to get the electrical units 
-turned out with maximum thermal efficiency of tbe genera- 
ting plant. The condensing plant should be shut down and 
the engines run as simple engines, or as two or three-stage, 
as the case may be; and as long as the machines are able to 
supply the maximum electrical load and the exhaust steam 
is not more than that required to meet the heating load, they 
should be so run. If thev are unable to supply the electrical 
peak load. then the condensing plant would be run for a 
wuple of hours or so, or other provision made to meet the 
peak load. 

It should be borne in mind bv the station engineer that 
b» is not restricted in his electrical output by the demands 
f the heating load. Assuming water distribution of the heat, 
it nakes comparatively little difference to the heating plant 
*hether the heaters are fed with steam at boiler pressure or 
it atmospheric pressure, hence whether or not the steam 
engines or turbines are interposed in the passage of the 
-team from the boilers to the heating plant is not material. 
The engines virtually act as nressure-reducing valves. and in 
«» doing use up a comparatively small portion of the heat 
in the steam in giving out power in the electrical form. The 
heating plant makes use of the latent heat of the stean, 
otherwise to be got rid of by the circulating water in the con- 
densing volant Hence the economy of the proposal of the 
combined station. " 

When we turn to fiu. 9, showing summer conditions of 
‘arking, the problem presented is of a different order. Неге 
the electrical requirements exceed the heating at times. and at 
such times maximum economy of generation of the elec 
tricity is important. Under these conditions, condensing 
vould be resorted to where сопдепѕір nlant was installed. 
though in the cage of a new station it is doubtful whether 
interest and sinking-fund charges and cost of running the 
"lant would justify the provision of such condensing plant 
for the eomparatively short veriods when ‘t would be re- 


ouired. Nevertheless, as much as possible of the exhaust of 


the engines should be directly made use of in the heating 
rlant and be diverted thereto on its passage to the condensers, 
the heaters of the heating plant aiding in the condenc” - 
operations. being virtually surface condensers with independ- 
“Л a i water, the heat in this last being usefully em- 
p š 


The condensing plant would under these last conditions of 
working probably be run throughout the 24 hours, and this 
brings us to the question as to the best means of driving the 
condenser auxiliaries. It would appear that they should be 
steam and not electricity-driven, for the reason that the 
exhausts from them can be directly utilised in the heating 
plant, thereby getting the steam power most economically, 
and that electrically-driven auxiliaries at light load (and even 
full load) cannot be so economical under the conditions of 
working in a combined station. 

This last argument would possibly not hold good during 

eriods when the electrical load outweighed the heating, but 

uring such periods steam-driven auxiliaries would exhaust 
to the condensers; and throughout the winter loads the argu- 
ment would hold good. 

It is probable that the existing condensing plant of an elec- 
trical station should be permanently utilised as part of the 
heating plant, the circulating water for distribution in the 
district being passed through the condensers in place of the 
ordinary river or other water. The circulating pumps should 
then, undoubtedly, be steam-driven, preferably by turbines 
with their clean exhausts. 

The subject of the utilisation of waste steam is one of 
great interest and importance, and deserves the careful con- 
sideration of all those responsible for the installation and 
running of steam plant. 


И. E. Mitchell. 
January 24th, 1922. 


The Durability of Lead-covered Wire. 


Referring to the correspondence in recent issues of your 
paper on the subject of lead-covered wiring, or, as I should 
prefer to call it, metal-sheathed, since the coveritigs are 
generally stated to be alloys, my experience may be of some 
Interest tp your readers at home. | | 

I have at present in my charge in Calcutta 199 buildings 
wired in one or other of the metal-sheathed systems. These 
buildings are variously used, and consist of offices, private 
dwelling-houses, prisons, tanneries, museums, libraries, post- 
offices, and printing presses. They have installed in them 
4,700 110-watt ceiling fans, 12,000 lights, 20 lifts, 90 pumping 
sets, and a number of motors. 

The oldest installation in the lead-alloy sheathing is nine 
years’ old, and is apparently in good condition now. I have 
little trouble with the installations, but occasionally during the 
rainy season (temperature 85-90 deg. F., and humidity in the 
nineties) I have leakage, which, however, causes no damage 
to the sheathing provided my earth connections are in good 
order; if they are not then I find rapid deterioration in the 
metal covering. 

The test for “ earth '° resistance is fairly stringent, the 
'" earth " having to pass 4 ampere at 4 volts from any poin: 
m the building. Ponding is generally carried out by means 
of a strip of metal folded on itself in the form of a square, 
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and wood connecting boxes are used instead of the metal 
ones supplied by. the makers, as it is found that the metal 
covering deteriorates at the point of junction when the metal 
boxes are used. 

In very damp places. or where the plaster is likely to get 
damp and remain so, the metal-sheathed wire is run on small 
strips of well-varnished teak wood, the varnish used being a 
water-proof varnish. | 

I find the following are the essential points to watch :— 

1. Earth wires being in good order. 

2. Bonding being perfect. e | 

3. Patches forming on the walls where leakage ia taking 

place must be attended to at once. 

Out here we never bury апу wiring work, as it would not 
last unless the plaster could be kept absolutely dry. Insu- 
lated conduit has been buried, hut the only installation 1 
have had under me had to be given up, as white ants took 
to the tubing and filled it up solid, at the same time destroy- 
ine the insulation of the wires and tubing. | 

I am satisfied with! the lead-allov metal-sheathed'. wire 
sufficientlv to our over all my old casing installations as 
thev require re-winding. | E 

The ару voltage bere is three-wire 225-450 volts. and in 
all my large buildings T am now having iron-clad main. sub- 
main. and distribution boards to ensure all metal parts being 
properly earthed. Т alao see that in large buildings atl boards 
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carrying 50 amperes or over have separate earth-plates for 
each 50 amperes. 

Systems of metal sheathing other than lead have been tried 
and abandoned, as they have not stood up to tle work 
required of them. 

All our bells are wired on the metal-sheathed system 
and the bells worked on the 220-volt circuits, being shunted 
across a resistance in series with a 220-volt lamp. 

| Battiwallah. 
Calcutta. 
January 12th, 1922. 


Change-over from D.C. to A.C. Supply. 


With reference to the correspondence in connection with 
the change-over of lead-covered single-core cables from d.c. 
to a.c., it is practically certain that the induced currents in 
the lead sheaths will cause trouble. The burning of the 
sheaths which ensues is not so much due to the volume of 
these secondary currents perhaps, as to the nature of the 
contact between the sheaths. In many cases the area of 
contact is merely a point or, at best, a thin line where the 
two cylindrical lead coverings are in contact for a short dis- 
tance. The result is a high current density at these points, 
which causes damage sooner or later. 

The writer has had experience of this effect in the case of 
three low-pressure single-core 1-59. inch l.c. and а. cables, 
these cables having to be used owing to circumstances beyond 
his control. Originally the cables were laid in a trench 
between a transformer and the main lp. switchboard, the 
System being 440. volts, 3-phase. Trouble, which was more 
or less anticipated, soon manifested itself, the armouring at 
one point reaching a dull red glow. The cables were eventu- 
ally run on racks. 

So far as I am aware it is not possible to get rid of these 
sheath currents except by insulating each cable sheath along 
its whole length, as was done in the case just cited. Fre- 
quent bonding along the cables would probably increase the 
trouble instead of alleviating it, and I should consider that 
it would be far more satisfactory if “ Mains " replaced his 
cables by а three-core one—and perhaps it would be less expen- 
sive in the long run. 
| Salfordian. 
January 24th, 1922 


The Magnetic Screening of Cables. 


With reference to '' Hardly Convinced's " letter on the 
above subject, may I state that I agree with the text-book 
for the following reason :— 

The lines of force set up by a current flowing in a cable 
tuke the form of circles, as also does the iron tube, whose 
reluctance is less than that of the air, with the result that 
the Hux crowds into the tube, leaving the surrounding аг 
comparatively screened. 

Of course, if a thin tube is used, and a heavy current in 
the cable, the sereeninjg may not be very great. 

I agree. with Нагу Convinced " that the subject has 
been avoided. but is it not fairly obvious without having any 
reference made to 1t? 

Screened. 

January 30th, 1922, 

[We venture to differ from our correspondent. The mag- 
netic field set up by a current in a long straight conductor is 
certainly not restricted to a coaxial iron. tube and the space 
inside the tube. The tube has no magnetic screening effect at 
all.— Eps, Burc. Rev. | 


Your correspondent ‘ Hardly Convinced " bas questioned 
the accuracy of H. M. Stationery Office's pamphlet in its 
statement that :—“ If a cable carrying a current (constant or 
variable) is «к in a tube of steel or iron, the external 
magnetic field is appreciably reduced. The space external to 
the tube is said to be ' screened.’ ” 

Apparently both “ Hardly Convinced ” and H.M. Stationery 
Office are right and both are wrong. All depends on how the 
enclosing metallic tube happens to he connected. 

If the problem be telegraphic with the tube (or cable 
armature) earthed, magnetic screening will be effective, as 
H.M. Stationery Office maintains. But if the tube be in- 
sulated, magnetic screening will not be present, and '' Hardly 
Convinced " will be right. 

Likewise, if the problem be local, and both ends of the 

tube available; if the two ends be connected, and the resist- 
ance of the connection be nil, screening will be effective. Tf, 
on the other hand, the tube be left insulated with its ends 
disconnected from each other, screening will not occur, 
- This matter has been investigated bv the present writer in 
his booklet* “ The Two-Tone Vibrating Transmitter and 
Cable Inductive Signalling,” (Pp. 19-24) mainly a reprint of 
the writer's articles nublished in The Electrician, of December 
1&th, 1908, and January 15th, 1909. 

The investigation in question related to the system origi- 
nated and develoned by the present writer—with cordial co- 
operation of friends ashore and afloat—to enable a cable-repair 
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- *Withdrawn from publication with a view to subsequent 
re-issue with additional matter.—E.R.B. 


ship to keep up inductive telegraphic communication with the 
shore (under certain K.R. limitations) during the making of 
a final cable joint and splice. 

‘Lhe present writer ventures to enclose two copies of his 
booklet respectively for yourself, sir, and for your corres- 
pondent * Hardly Convinced.” 

This little book has the advantage of being included (a 
minnow among whales) in the library of the I.E.E. 

. The various apparatus mentioned in the booklet are made 
in the " Silvertown " Co's. Instrument Department. 


"TN E. Raymond: Barker. 
Kensington, W, 
January ЗОРА, 1922. 


A Notice to Callers. : 


I am in no way connected with the electrical industry. 

I happened to casually pick up your January 27th issue, 
at page 121, and saw what you are pleased to refer to, as a 

‘business-like notice," by the buyer of Messrs. Өш 
Conduits, Ltd. 

I сап imagine the Commissionaire at Garrison Lane, waving 
away the queue of travellers at 4 o'clock. on a Thursday 
afternoon, and telling them to come back next Tuesday 
morning at ten o'clock. 

Supposing, for argument's sake, every buyer in your in- 
dustry erected a similar notice, Messrs. -Simplex Conduits. 
Ltd.'s own travellers would not have a very busy time, as 
they could not put in. ten-and-a-half. hotrs a week in the 
actual interviewing of customers, but, on the other hand, 
they could have some very fine week-ends. 

I cannot think he is a very keen buyer, who causes such a 
notice to be put up. 

Men with good lines to offer, at keen prices, would push 
on and sell to the man who will see them at any reasonable 
business hour, from Monday to Friday. Whereas, the man 
whose prices are high, will pick out the indifferent. buyer, as 
a man very loath to see travellers, and sell to him by sub- 
serviently attending at a certain hour on a certain dav. 

A buyer worthy of the name should be open to see anybody, 
at апу reasonable hour, and should be able to shut down the 
time waster Immediately. 

In my own particular business, buyers will see travellers 
at all times, any day, as they are most keen on a good line, 
and a bargain. 

These arbitrary notices cut both wavs, and I think we 
should all be very sorry indeed to see them become general. 


C. J. Docherty. 
Bristol, 
January 98th, 192. 


A Correction. 


We notice on page 131 of the issue of the ErrcTkican RE- 
VIEW, January 27th, that Mr. Whitmore has severed his con- 
nection with the Walsall Electrical Co. 

We would like to pomt out that we have no trace of Mr. 
Whitmore being in our employ. On the other hand, the writer 
attends to all London business, and сап be seen at anv time. 
in London by appointment or on Tuesdays at the Engineers’ 
Club, Coventry Street, London. Our business is carried. on 
in other parts of the country through recognised wholesalers. 


J. Delebecque, — 


For the Walsall Electrical Co., Ltd. 
Walsall. 
January Sth, 1922 
| We regret to learn. from our informant of list week that 
in error he used the mame Walsall Electrical Co. instead of 


Walsall Hardware Co.—Eps. КЕС. Rev.] 


The Stiffness of Poles. 


Replying to Mr. G. V. Twiss's criticism, in your current 
issue, of my article on the above subject. which appeared in 
your issue of January 6th, at the end of the article the follow- 
ing statement will be found :—*' (2) The flexibility of the 
poles will determine whether the tension is reduced to the 
necessary extent by deflection, or by slipping of the binders.” 

In the calculated example this slipping was ignored, be- 
cause the loads found were not such as would be likely to 
cause slipping. 

With regard to the relief given to the unbalanced pull due 
to torsion, this relief is only afforded if more wires break at 
one end of the arms than at the other end. If two wires 
break at opposite ends of the arms, or one wire carried 
centrally on the poles, there will be no relief due to torsion. 

Mr. Twiss's recommendation that the strength in the line 
direction should be one-third of that in the direction trans 
verse to the line is probably a safe rule for long spans, be- 
cause 10 long spans the tension cannot possibly be reduced to 
the necessary extent by deflection. and slipping must occur. 
In such cases the maximum possible load in the direction of 
the line will be the sum of the loads which the binders of the 
broken wires can sustain, plus wind pressure on the pole. 
This may he one-third of the transverse load in a particular 

ease, but if the span were halved or doubled, the ratio would 
become two-thirds or one-sixth respectively. ку is a little un- 
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fortunate that in the cases referred to by Mr.. Twiss the 
same fraction should represent both the assumed proportion of 
broken wires and also the ratio of longitudinal strength to 
transverse strength, which has been found satisfactory, 
because 16 may lead to the supposition that these are in some 
way connected.. ‘They have nothing whatever in common ex- 
«ept an accidental equality in & particular case. 

Chis will be obvious if we apply the ratio one-third to а 
tucderate span. Неге the wind pressure on the pole load itself 
шау be 50 per cent., or even more, of the total transverse 
loud, and therefore, if the ratio of one-third were adopted, the 
poles would not only be unable to sustain any longitudinal 
line load, but would actually depend upon the support afforded 
by the wires for their stability. TEL. 


Gower B. R. Pimm, Assoc.M.Inst. C. E. 
London, S.W. 
January 31st, 1922. 


Proposed Emigration. 

Referring to the letter in your issue of January 28th, p. 142, 
I should like to give a bit of advice to '' Inquirer " about work 
and conditions in South Africa. Before Í go any further, I 
should just like to tell him straight away: " Don't go! ” for if 
things are bad here, they are infinitely worse there. When 
l came through. Capetown the first week of November there 
were about 5,000 white men out of work, and about 3,000 
were on relief works, working alongside a lot of niggers for 
os. Od. a day, and glad to get it; men of all descriptions, 
tradesmen, clerks, and others, respectable well-doing people. 
Business there is at a dead end. When I landed at Capetown, 
which was à few months before, I stayed à day to find out 
things, and the same conditions prevailed. 

I left Capetown at night for Johannesburg; the journey 
takes two nights and two days, travelling all the time. The 
rulway fare 1з £6 Us. 6d. single; bedding cost Js. 6d. for the 
journey ; breakfast, dinner and lunch cost lls. 6d. per day; 
expenses for this journey, £7 Ts. You land in " Jo’burg ” 
3t 3 p.m., then have to find digs., and the cheapest I could get 
маз 4з. 6d. a night—'" bed only." Breakfast, dinner and tea 
меге 7s. Od. extra. You will see I am not allowing for any 
extras, such as a bottle of beer, or a nip of Johnny Walker. 
As ] didn't indulge in these luxuries, I can't speak about 
them. АП the better for any white man to keep away from 
drink in that country, because it either kills him or puts him 
mto the asylum. I am putting '"Jo'burg " first on the list, 
because 1% is the largest town. 

Ihe Corporation owns the electricity department and tram- 
ways, and if a шап can, get in there he is mighty lucky. 1 
‘зпсу he will want а friend who wears a size 15 boot, and 
can kick like a horse. 

There is a large firm of electrical engineers in ‘‘ Jo'burg," 
Messrs. Hubert Davies & Co., but there wasn't much doing; 
also the G.E. Co. and Bruce Peebles & Co., who, as far as 
I could see, have only agencies, besides smaller contracting 
rons. At that time there were about 7,000 white men 
ile, with prospects of things getting worse, and the same 
condition. of affairs applies to Durban. Durban is 500 miles 
fram ** Jo' burg," a day and а night's travel by train; fare 
£3 105. single. 

The Victoria Falls Power Co. has the monopoly of trade, 
supplying the Rand from east to west from three large power 
stations: Rosherville, Germiston, and Vereeniging (the last 
about 40 miles away). The electricity supply is 3-phase, 50 
r*cles, 5,000. volts, transformed up to 50,000 volts for long 
transmission, and down to 110X220 for lighting and power. 

All mains for household lighting, in the suburbs, Cleveland, 
Germiston, Boksburg, &c., are overhead, with transformers 
tick on the same standards as the mains; tappings are taken 
"1 anywhere most convenient, generally running through the 
ref of the house or the side—a proper conglomeration of 
wires. [ will now give an idea of what a white man has to 
zo through before he gets a job on the mines. He has to 
го before а medical board of three or four doctors, called the 
Miners’ Phthisis Board, pass an X-ray test for tuberculosis, 
and has to be practically physically fit in every way. He will 
cet the result of his examination in about five days. If he 
zets a red card, he can work either under or above ground, 
but if he gets a green card, he can only work on top, and 
there are hundreds that can produce only a green card; so, 
inv friend, if you want to try the mines, make sure before you 
leave this country that. there are no genus in your lungs—a 
fact that should be well known to all intending emigrants. 

Experience is the best teacher, and anyone going to Africa 
with the idea of picking up diamonds, or gold, or better still, 
i Job in the meantime, will soon wish Africa and everything 
cse in Gehenna.. ; i | | 

The best age for anvone to go to Africa would be from 18 
v; 25, because he is better able to stand the heat. the con- 
ditions, and the food, and that is the main point; the Dutch- 
man would live where the Britisher would go under, and for 
inning the tale he can beat the band. 
Americans could boast, but they can’t hold the candle to any 
Britisher that has been there for 10 or 12 years. If you want 
the truth. of any of the colonies, trade or prospect, write to 
the Minister gor Foreign. Affairs, Tzondon—another item = the 
people of this country should know. 

The country of Rhodesia is even hotter than the Union. 
and trade there meantime is at its lowest. The two principal 
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towns are Bulawayo and Salisbury; the whites in Bulawayo 
number about 2,000. The principal electrical places there 
are the railway—no good at present—the waterworks and the 
power station, a private concern, single-phase, 125 cycles, 
2,000 volts, with three machines, one of 75 kW, and two ot 
150 KW, transformed down to 110x220 volts for lighting and 
power. The plans have been passed by the town for a new 
station, but it will be 12 or 18 months before new plant can 
be put in, pipes run for water, the. nearest point being three 
miles away, and all other details connected with a power sta- 
thon, Then there is the question: Can they run it cheaper 
than the existing Waterworks plants? TE T remember aright, 
the price per unit at present is 1s, Jd.; that means that the 
town will have to run cheaper, so that people won't be annoyed 
at changing over. I think the estimated cost of this Job ‘is 
about £50,000, and in my opinion it is a waste of money for 
the citizens of Bulawayo. 

I see the Editors refer to this on page 123. Salisbury is a 
smaller town, though the capital of Rhodesia, and the white 
population is somewhere about 4,000. Just one street there is 
of апу consequence, and the electric plant 1s much smaller 
than at Bulawayo. лан was the headquarters of the rail- 
way workshop, but that is all. shifted to Bulawayo now, so 
Rhodesia for the next 18 months is no good. Wages in 
Rhodesia are 3s. 9d. per hour, board and lodgings about £3 or 
£3 5s. per week, all extras over and above. Mafeking is a 
good-sized village, about g-mile square; no electric light here. 
Bloemfontein is a nice-sized town, very healthy, and has elec- 
tric light, but is no good as regards electrical Work. 
Kimberley, the diamond centre, belongs to the De Beers Co., 
and has electric light and tramways, but at present is prac- 
tically dead; the last account that I heard while coming 
through was that there were only about ЛЮ working in the 
town. These are the principal places in South Africa regard- 
ing electrical work. 

Wages in Cave Colony vary from 3s. to 3s. 9d. per hour, but 
I expect by now they are down to 3s. maximum rate, owing 
to trade troubles. There is no electrical Trade Union there; 
electrical work comes under the A.E.U. 

Before an emigrant can land in South Africa, he has to have 
£20 landing money. "Then there are the emigration оћсега 
to pass, and they are more strict than in this country, во Jf 
a man goes out on spec. with only £20 and no job, one month 
will swallow up his little Klondyke; then there is nothing 
but Shanks's pony. 

Australia I.can't speak of, but: I came in touch with a lot 
of people travelling back and forth, and that country is far 
worse, practically nothing doing at all. | 

I hope this may give "Inquirer " and others a little idea 
regarding conditions abroad; one knows where one is here, 
but out there it is a case of roughing it all the time, and no 
money, no friends. This is how 1 found things in my travels 


through South Africa. 
Chas. Crutcher. 


Aberdeen. 
January 29th, 1922. 


[We are much indebted to our correspondent for his 
spirited and comprehensive letter; he has a gloomy! tale to 
unfold, but he tells it almost cheerily.—Eps. Erre. REv.] 


Charging for Services. 


Could you or one of your many readers clear up the follow- 
ing point? | 

] have always understood that it was compulsory for supply 
authorities to run service mains into consumers’ premises up 
to and including a distance of 60 ft. free of all cost to the 
consumer, 

The war has apparently changed many things, and to-day 
contractors are finding many supply undertakings making a 
charge for even very short service lines. 1 have been given 
to understand that this is illegal, and have looked up several 
lighting orders, which appear to confirm this view. 

Now that 7 Dora " is supposed to be dead, can the supply 
authorities be compelled to run in services free? 

Undoubtedly the charges for these services are a stumbling- 
block in the way of contractors. | 
A Contractor. 
January 30th, 1922. 


[Electricity supply undertakers must give a supply to 
premises within 50 vards of any distributing main used for 
general supply. Undertakers who refuse to make a connec- 
tion must state the reason, under penalty. — The cost of a 
line laid on private property must be paid by the consumer, 
but the cost of a line not on private property, up to a dis- 
tance of 60 ft., must be paid by the undertaker. Full par- 
ticulars are given concisely in the '' Electrical Contractor's 
Year Book " (Electrical Contractors’ Association, Inc.).—Eps. 
Exec. Rev.] 

л 9 Á— 


Tramcar Invention.—The I..C.C. has granted permission 
to Mr. W. E. Ireland, the rolling stock engineer in the 
Tramways Department, to take out a patent in respect of 
his invention for a new tvpe of combined folding step and 
side lifeguards for tramcars, subject to the condition. that the 
Council shall be allowed to use the patent without payment of 
royalty should it so desire. 
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BUSINESS NOTES. 


Our Half-Yearly Index.—The Index to Vol. 89 of the 
ELECTRICAL REVIEW, Which is now ready, will be supplied to 
‘those who, through the post, specially apply for it. To such 
it will be supplied for 6d., post tree. Any reader or advertiser, 
. at home or abroad, who requires à copy for binding, or for 
other purposes, is asked to make application therefor promptly 
to the Publisher, EuLECTRICAL Review, 4, Ludgate Hill, E.C.4. 


Bankruptcy Proceedings.—A. J. WiLLcox, motor and elec- 
` trical engineer, The Garage, Farnham Common, Bucks.— 
Trustee (Mr. Е. W. Davis, 28, Theobald’s Road, W.C.1) 
appointed January 25th. 

1. D. WARING, electrical engineer, 55, Walmgate, York.— 
" First and final dividend of 8s. lid. in the £, payable February 
6th at the Official Receiver’s Offices, Duncombe Place, York. 

EDWARD G. LANGSFORD, electrician, of 74, Westgate, Burn- 
ley.—At Burnley Bankruptey Court, on January 26th, this 
examination was adjourned. The gross liabilities were £410, 
and there was a deficiency of £396. Bankrupt attributed his 
failure to ill-health. Whilst following his occupation as an 
electrician in the mill, debtor had an accident, for which he 
‚ received £40 compensation. With this money he set up in 
business on his own account. Just at that time he was called 
to the Army, but through ill-health was aischarged. He was 
questioned about various debts. 

Р. RoTHWELL (trading with Р. A. Rothwell, a minor, as 
Р. A. Rothwell & Co.), electrical engineer, 64, Higher Bridge 
Street, Bolton.—First meeting, February 8th, at the Official 
Receiver's Offices, Byrom Street, Manchester; public examina- 
tion, February 15th, at the Court House, Bolton. 

J. V. FIGGINS, electrical engineer, З, Pottery Terrace, Alex- 
andra Road, Newport.—First meeting, February 9th, at the 
County Court Oflice, Newport; public examination, March 
14th, at the Town Hall, Newport. 

C. P. М. Down (P. Downie), electrical engineer, 355a, 
Westborough Road, and 88, Ronald Park Avenue, Southend-on- 
Sea.—First and final dividend of 4s. 94d. in the £, payable at 
the Official Receiver’s Office, 29, Russell Square, W.C. 

T. Hype, electrician, 180, London Road, Croydon.—First and 
final dividend of 1s. 93d. in the £, payable February 15th at 
29, Russell Square, W.C. 


Company Liquidations.—PrANET Exectric Co., LtD., St. 
George's Koad, London, S.E.—The creditors were called 
together recently at the offices of Messrs. Dollman & Pritchard, 
52, Tavistock Square, London, W.C., when it was stated that 
the shareholders had passed the usual resolutions for volun- 
tary liquidation, and had appointed Mr. S. H. Swallow as 
liquidator. An approximate statement of affairs was pre- 
sented, which disclosed liabilities of £1,177, of which £577 
was due to the trade. The assets were estimated to realise 
£918, or a deficiency of £259. The assets consisted of: stock 
estimated to realise £350; good book-debts, £350; furniture, 
fittings, and lighting installation, £160; plant, £55; and cash 
in hand, £3 3s. 8d. It was reported that the company was 
registered some three years ago with a nominal capital of 
£2,000. The issued capital was £1,908, of which £1,246 was 
subscribed for in cash. The last balance sheet was prepared 
as at June, 1921, and disclosed a loss of some £600. Eventu- 
ally a resolution was passed confirming the voluntary liqui- 
dation, with Mr. Swallow as liquidator, while a committee 
was appointed consisting of the representatives of Messrs. 


Rose Bros., Ltd., Lion Engine Co., Ltd., Telga Co., and - 


Fuller’s United Electric Works, Ltd. 

STOCKWELL & OHMs, Lrbo.—Winding up voluntarily. 
dator: Mr. H. Holmes, 2, Fenchurch Avenue, E.C. 

FALKSLEY ELECTRICAL & CINEMA SUPPLIES, Ltp.—Winding up 
voluntarily. Liquidator: Mr. A. E. Sisling, 9, Clinton Street 
West, Nottingham. ' 

CASTLEREA (ROSCOMMON) ELECTRIC LIGHTING AND MILLING 
Co.—This company has decided to go into voluntary liquida- 
tion, not being able to meet its liabilities. 

DIESEL ENGINE Co., Ltp.—Particulars of claims to the 
liquidator, Sir W. B. Peat, 11, Ironmonger Lane, E.C., by 
February 28th. | 

Rotary IGNITION, Lrp.—Meeting March 6th at 1 & 2, Great 
Winchester Street, E.C., to hear an account of the winding- 
up from the liquidator, Mr. F. Morse. 

Patent Piva Co., .——Meeting of members called for 
March 2nd at the office of Mr. A. M. Sillar, 104, Victoria Street, 
S.W., to hear an account of the winding-up from the 
liquidator, Mr. R. B. Young. 


Trade Announcements.—THE LONDON ELECTRIC STORES, 
having had to take larger premises, have removed to 2a, 
M Street, Haymarket, S.W.1 ('Phone: “ Regent 

6 9 р y 

Messrs. P. H. Boys & Co., of 187, Goswell Road, London, 
E.C.1, who are specialising in the rewinding and repair of 
generators and motors and electrical apparatus, have issued a 
handy vest pocket card calendar for 1922, with postal and 
other information on the reverse side. 

Messrs. WILLIAM Jacks & Co., metal merchants, have re- 
moved to Winchester House, Old Broad Street, E.C.2, owing 
to the re-building of East India Avenue. 

THE VISCO ENGINEERING Co., LrD., hae appointed the fal- 
lowing sole representatives for the districts mentioned :—Mr. 


Liqul- 


Е. J. Rynd, of Motor House Chambers, Wood Street, Сагай, 
for the South Wales district; Mr. C. J. Sellar, of 144, St. 
Vincent Street, Glasgow, for Scotland; and Mr. P. S. Thomp- 
rae of 99, Albert Koad, Middlesbrough, for the North-East 
Oust. 

Mr. G. HETHERINGTON, having started in business as an 
electrical factor at 82, London Road, Carlisle, wishes to receive 
factors’ prices of all accessories, conduit, cable, &c. 

THE ELECTRO-MECHANICAL Brake Co., LTD., of West Brom- 
wich, has now opened London oflices at Donington House, 
Norfolk Street, Strand, W.C.2, with Mr. W. F. Knight in - 
charge. ‘Telephone No. 1888 Central. 

The business of Hudson's Electrical Engineering Co., Ltd.. 
has been purchased by Mr. Cas. W. Houtman, A.M.L.E.E., 
Who will continue it on the same lines and at the same address, 
viz., 7 & 8, Prudential Buildings, Park Row, Leeds. 

Messrs. Simpson, Baker & Co. are removing on February : 
6th to more commodious premises at 2 to 5, Nelson Street, 
Bristol, where they will have a large showroom for the use — 
of the trade only. 

THE '' Easy-F1x "" FirrixaGs Co., 66, Victoria Street, London, 
S.W. 1, is being re-constructed, and in future it will be carried 
on under entirely new management. The company desires to | 
receive manufacturers’ price lists and catalogues, as the new ` 
company will be dealing with all electrical requirements. 

Catalogues and Lists.—THE GENERAL ELECTRIC Co., LTD., 
Magnet House, Kingsway, W.C.2.—Catalogue Section X (4), 
giving illustrations and particulars of condenser protective | 
gear for dissipating voltage surges. 

THE JEARY ELECTRICAL Co., Lro., 8, Lambeth Hill, Queen 
Victoria Street, E.C. 4.—An illustrated pamphlet advertising 
the '" Jeary ”’ electric suction cleaner. " 

THE B.E. Co. (or LONDON AND BIRMINGHAM), LTD., 57, Upper - 
Thames Street, E.C.4.—An illustrated and priced leatlet - 
describing the ** J.H.M. Perfecto " 10-A, d.p. time switch. 

Mr. E. W. Dorey, A.M.I.E.E., Norwich House, Southamp- . 


. ton Street, High Holborn, W.C. 1.—An illustrated leaflet giv- . 


ing some particulars of the '"' Atlas °” one-cylinder type pass- 
out engine. 

Messrs. L. G. Hawkins & Co., 116, Charing Cross Road. - 
W.C. 2.—A letter-folder illustrating a number of ** Miller” · 
electric lighting fittings, and a pamphlet giving illustrated de- 
tails of ‘* Universal °” domestic appliances. | 

MATERIEL ELECTRIQUE ALEX. LEFEBVRE, 9, Rue Arsène Hous- - 
saye, Paris (8me).—A list of plant for sale, including steam 
turbo-generators, reciprocating engine sets, and electric motors. 

EnEcTRICAL UTmiLIT)ES, Lrp., 1-3, Shelgate Road, S.W.11.— . 
Leaflet LF/1, illustrating and describing the " Utility "" com- 
bined current limiter and fuse box. Priced. 

Mr. CHARLES SELZ, 83, George Street, Baker Street, W.l— - 
A pamphlet giving coloured illustrations of silk shades of . 
many types; a leaflet dealing with a combined trinket set and - 
electric light; and an order card. 

Messrs. Ruston & HonNsBY, LTD., Lincoln.—A well-illus- >: 
trated booklet (No. 4,213) describing in detail the construction 
and working of '' Hornsby-Stockport’’ gas engines and suc- . 
tion gas producers. | 

Wricut Morons, Lrp., Century Works, Halifax.—Lists Nos. 
57 to 60, giving illustrations, prices, and particulars of single-. 
two-, and three-phase induction motors. 

Messrs. OLDHAM & Son, Lrp., Denton, Manchester.—A . 
serles of illustrated leaflets giving particulars and prices of 
' Oldham " special process accumulators. m 

Messrs. Mavor & Courson, Lap., 47, Broad Street, Mile 
End, Glasgow.—Twenty-three illustrated leaflets dealing with 
numerous types of ironclad switch and fuse gear, cubical-type . 
switchboards, controllers, &c. . | 

MESSRS. M. GRIPEL & Co., Vulcan Works, St. Thomas 
Street, S.E.1.—An illustrated leaflet describing a new type of 
d.c. motor starter. Priced. mE 

THE Epison Swan Егестніс Co., Lrp., Ponders End, Mid- 
dlesex.—A pamphlet advertising ‘‘ Ediswan " dry and inert : 
batteries; and Leaflet No. LL. 220, giving prices of '' Royal 
Ediswan " gas-filled lamps. | 

Book Notices.—‘‘ Mathematics for Engineers,” Part 1, by 
W. N. Rose. Pp. xiv.+514; 257 figs. London : Chapman and 


| Hall, Ltd. Price 10s. 6d. net. 


" Journal of the American Institute of Electrical Engi . 
neers,” Vol. XLI, No. 1, January, 1922. New York: The | 
Institute. Price $1. | 

“ Fuel in Science and Practice," Vol. I, No. 1, January, · 
1922. London: The Colliery Guardian Co. Ltd. Pme . 
10s. 6d. per annum.—This is the first appearance of a monthly E 
journal which is described as '' a journal of the scientific and 
economic uses of fuels (being the record of the Coal Research 
Club)." As Sir George Beilby remarks in a “ foreword, 
there is room for a publication of this nature to secure com. 

lete knowledge and co-operation іп the economical use 9' - 
fuel. As may be surmised from its source, the journal 15 
principally devoted to the employment of coal, and a num Jae 
of practical and technical articles appear in the initial lesue. .. 
including ‘‘ Producer Gas from Pulverised Fuel,” by P. a 
Sinnatt and L. Slater; “ Coal and its Carbonieation," by 9. , 
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Roy Dlingworth; " The Study of Mineral Matter in Coal," by 
R. Lessing; and ''Resins in Bituminous Coal," by R. V. 
Wheeler and R. Wigginton. The new journal is under the 
joint editorship of Drs. R. V. Wheeler and J. V. Elsden, 
of the Colliery Guardian. 


Copper, Lead, and Platinum Prices.—Messrs. F. SMITH 
NP (Co. report. January 3lst: Copper (electrolytic) bars, 
£12 5s., 15s. decrease; ditto sheet, ditto wire rods, £55 15s., 
эх. decrease; ditto h.c. wire, Hd., dd. decrease. 

MESSRS. JAMES & SHAKESPEARE report. February Ist: 
Copper bars (best selected), sheet and rod, no change; English 
pig dead, no change. 

Messks, JOHNSON, MATTHEY & Co. 
Platinum, £24 per oz. 


report. February Ist: 


Unemployment.—A slight decrease in the number of 
unemployed persons was shown in the last Ministry of 
Labour returns. The total on January 17th was 1,925,936, 
as compared with 1,934,789 a week earlier. The number 
t upon special relief. schemes was, on January 13th, 
123,716 

The E.D.A. Salesmanship  Conterences.—T he fourth of 
the series of salesmanship conferences being organised by the 
British Electrical Developinent Association is to be held on 
February 17th, at 7.30 рш. On this occasion Mr. Haydn 
Harrison will address the meeting on ‘‘ Salesmanship in Re- 
lation. to Electric Lighting.” 


Chinese Notes.—The Ministry of Communications is pre- 
paring to install a long-distance telephone between Peking 
and Harbin via Fengtien and Tientsin, which will be am 
operation next year. 

A tramway company in Hankow i is planned. 

Hung Ао, of Shengchai Soochow (Kiangsu), has obtained 
registration of the Shengchai Fu Sin Electric Light Co., 
established with a capital of $15,000, from the Ministry of 
Agriculture and Commerce. 


Electrical Exhibition.—At an Arts and Crafts Exhibition 
held in Motherwell recently, one of the most interesting and 
pleasing exhibits was the electrical section arranged by, and 
under the direction of, Mr. W. D. Brassington, the Burgh Elec- 
trical Engineer. The great variety and beauty of the various 
appliances was indicative of the skill and inventiveness that 1s 
being expended upon this branch of the trade, and was elo- 
quent of the ever-expanding possibilities of electricity as 
apphed to domestic aflairs.. The exhibits of Messrs. W. T. 
Henley's Telegraph Works Co., Callender’s Cable & Construc- 
uon Co., The Western Electric Co., General Electric Co., 
Edison & Swan Co., W. C. Yuille & Co., Simplex Conduits, 
itd., British Insulated & Helsby Cables, Ltd., The English 
Electric Co., and the Carron Co., were every thing that could 
һе desired, and included radiators, cookers, grills, boilers, һо{- 
plates, smoothing irons, kettles, toasters, dich washer, sewing 
machines, washing machine, vacuum cleaners, &c. A number 
of show cases representing the various systems of wiring 
ulso created considerable interest, as did a model water-tube 
boiler, lent by Babcock & Wilcox, and a fuel economiser 
by E. Green & Son, Wakefield. A model air filter, samples 
ot turbine blading, à model engine and dynamo, and various 
other machinery parts in connection with the generating 
station were also exhibited, and proved very interesting. 
Working demonstrations of the various electrical appliances 
left no doubt as to their practical value as labour-saving de- 
vices and aids to the hygiene of the home. Two filins on the 
electrical industry, entitled ‘* The. Economist" and “А 
Square Deal for his Wife," were also shown during the week. 
Mr. Brassington was able to report that à considerable 
amount of business had resulted from the exhibition. This 
fact suggests that euch appliances only require to be shown 
in practical use to ensure their adoption wherever power 1з 
available. 

The British Contract for South African Railway Electrifi- 
cation. —Pre-war suggestions for extensive conversion to 
electrical operation of the railway of the Union of South 
Atrica have now crystallised into a definite programme, and 
a start ıs being made with the electrification of the Glencoe- 
Maritzburg section of the Natal line. In June, 1919, the con- 
suiting engineers (Messrs. Merz & McLellan) submitted a 
comprehensive report covering electrification schemes for :— 

(1) Capetown to Touws River, and Capetown suburban 

ines. 

(2) Glencoe-Durban and Glencoe-Vryheid East. 

(3) Witbank-Germiston-Randfontein and Witbank-Komati- 

poort. 

From this report it was apparent that the most pressing 
case was the Glencoe-Durban section, and particularly the 
120 mile Glencoe-Maritzburg, as beyond Maritzburg conditions 
had been made easier by extensive deviations. The whole of 
the mineral traffic of the important Natal Coalfields for which 
Glencoe is a collecting centre passes over this line on its way 
to the coast at Durban, and for many years the mountainous 
stretches of country between Glencoe and Maritzburg had 
been a veritable bottle's neck, with the limit of steam trac- 
поп possibilities reached. Important economies will be 
effected by the introduction of electric locomotives. Assuming 
a loaded traffic of 20,000 tons per day in one direction on a 
l per cent. up-grade, 11 electric trains, each of about 1,800 
tons, will be capable of this duty, for which 14 steam trains 


would have to be employed. A most valuable feature of elec- 
trifieation in these hilly districts will be the characteristic of 
regenerative braking on descending grades, obviating all the 
wear and tear on wheels and brake shoes inevitavle with 
steam traction. This electrification will be one of the inost 
important hitherto undertaken, comparing in this respect 
with the Chicago, Milwaukee, and St. Paul undertaking, the 
locomotives being designed to take a direct-current supply of 
energy at a pressure of 3,000 volts on the trolley line. At is 
a matter for congratulation that the first order placed for 
this very important contract, amounting to between £750,000 
and £1,000,000, has been secured by a “British manufacturer, 
namely, the  Metropolitan-Vickers Electrical Co., Ltd., 
Trafford Park, Manchester, in face of the most strenuous 
European and American competition. We refer to several 
gratifying aspects of the matter in our leader columns to-day. 

L.C.C. Loan Interest Rate.—The Times states that the 
London County Council has reduced the rate of interest for 
local loans from 6} to 6 per cent. 


Trade Conditions in South Africa.—The latest statement 
by the general managers of the Standard Bank of South 
Africa regarding trade conditions in South Africa was to the 
effect that electrical material was arriving freely and stocks 
were ample, but demand was poor and prices were un- 
changed. 

Long Service at Silvertown.—On January 24th, at the 
works of the India-Rubber, Gutta-Vercha & Telegraph Works 
Co.. Ltd., at Silvertown, a presentation on behalf of a number 
of the staff and employés was made to Mr. H. C. Hammond, 
foreman of the fashioning shop of the gutta-percha depart- 
ment, to commemorate his completion of 20 years’ service 
with the company. The gathering was presided over by Mr. 
Stuart A. Russell, works manager and director, the presenta- 
tion being made by Mr. C. H. Gray, managing director. In 
presenting the testimonial, which consisted of a substantial 
wallet of [reasury Notes, coupled with a gold wrist watch for 
Mrs. Hammond, Mr. Gray spoke very highly of the recipient, 
Whom, he said, he had always known as a hard worker and 
one of the very best of foremen. Mr. Hammond responded 
in suitable terms. As an example of the many long-service 
records at Silvertown, 16 may be mentioned that at the gather- 
ing there were present from the same department as Mr. 
Hammond six employes whose combined length of service: 
reaches an aggregate of 270 years. 


Railway Electrification and Unemployment Reliet.- —Mr. 
Arthur Neal, M.P., Parhamentary Secretary to the Ministry 
of Tr ransport, speaking at Sheftield on January 28th, said he 
was hopeful that within a short time, by friendly negotiations 
now passing between the Ministry of Transport and some of 
the powerful railway companies in the South of England, a 
scheme of electrification would be started which would pro- 
vide work for a number of the unemployed. In a subsequent 
interview Mr. Neal said he referred to three great Southern 
railways. He had at their request appointed a chairman, Sir 
Philip Nash, to preside over a small committee which was 
inquiring into the question. '' The formalities may take some 
tine," added Mr. Neal, " but I have no hesitation in saying 
that some success will be the outeome. ' — Morning Post. 

The committee over which Sir Philip Nash (Director-General 
cf. Trathe) will preside will consider. the possibility of a 
standard scheine for the electrification of certain sections of 
the Southern group of railways. The lines concerned are the 
london and South-Western, the London, Brighton and South 
Coast, and the South-Eastern. The Ministry has informed 
The Times that the new committee will be of a purely private 
character; its business will be the adjustment, if possible, 
of ditticulties that have arisen out of the various proposals 
put forward by the above companies when the Ministry in- 
vited suggestions. Each company wants a different system 
adopted. The Committee is quite distinct from the depart- 
mental one that was appointed last vear to advise the 
Minister on railway electrification generally. 


For Sale.—Grimsby Corporation electricity department in- 
vites offers for two direct-coupled reciprocating steam sets. 

Assets Auctions Co., Iro., will sell by auction, at 119-121, 
Newington Causeway, S.E., "оп February 8th, electrical fit- 
tings, motors, fans, telephones, electric lamps, &c. 

CENTRAL ELECTRIC SurPLY Co. invites offers. Two 1,050-kW 
Oerlikon turbo-alternators and two condensing plants. 

Leek U.D.C. ELECTRICITY DEPARTMENT has for disposal two 
100-b.h.p. Andrews horizontal gas engines, direct coupled to 
two 50-kW d.c. dynamos. (For full particulare see our adver- 
tisement pages.) 


Ferranti Recreation Club.—The newly-formed Musical 
Section of thé Ferranti Recreation Club gave three perform- 
ances of the Gilbert & Sullivan opera, '' Trial by Jury.” in the 
Works Canteen on Wednesday, Thursday, and Monday, Janu- 
ary 18th, 19th, and 23rd, preceded by a miscellaneous concert. 
We understand that the principals executed their parts in a 
brilliant manner. Mr. Moss (toolmakers) took the part of me 
Judge: Miss H. Quarmby (secretarial staff) was a most 
witching Plaintiff, and Mr. A. F. Perrin (costs), who was a 
member of the late Beecham Opera Company, was the Defen- 
dant. Mr. W. Winnard (toolmakers) played the part of 
Advocate, and Mr. Ogden (toolmakers) was the Usher. The 
performances proved а great success both musically and 
financially. 
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: Engineers and Overtime:—The general secretary of the 
Amalgamated Engineering Union, Mr. A. H. Smethurst, 
states that the result of ballot voting in connection with the 
proposed agreement re management and overtime, which was 
the outcome of a conference between the Engineering and the 
National Employers' Federations and the Amalgamated Engi- 
neering Union in November last, is as follows:—In favour of 
accepting the proposed memo., 35,525; against accepting the 
proposed memo., 50,240. The men were asked to agree that 
the employers had the right to decide when overtime was 
necessary, and that the war-time restrictions nnposed by the 
unions should be removed. Sir Allan Sinith said at the time 
that the question at issue was whether the management was 
enfitled to manage 1ts own concern. The executive of the 
union recommended the adoption of the agreement.—Duily 
J'elegraph. 


Social: Events.—The staffs of the Anchor Cable Co. and 
the St. Helens Cable Co. met on 27th inst. in an eight-a-side 
паше of " ping pong.'*-. The result was a victory for the C.T.S. 
team by 17 events to 7 and 382 points to 333. This annual 
event has never been won by the St. Helens Co. before, 
although matches have been played for several years. 

An informal dinner and reunion of past employés of Mr. 
R. W. Рас, late of New Southgate, was held on Saturday, 
January 28th, at the Great Eastern Hotel, London. Mr. Paul 
presided, and the evening was an unqualified success. Any 
past employes who were not notified on this occasion are 
asked to send their names and addresses to Mr. F. Stroude, 20 
Lea Bridge Road, Clapton, London, E.5. 


The Johannesburg Strike.—' he conference between the 
employers and the miners of the Rand broke down on Janu- 
ary 25th, the employers refusing to accept terms regarding 
the status of men employed in low-grade mines, the abolition 
of the contract system, and a reorganisation of underground 
work making no difference to the present working conditions 
until a final settlement was reached, put forward by the men's 
Federation. Up to the moment of going to press the threat- 
ened general strike had still failed to materialise, and it was 
reported that the position regarding coal supplies was easier, 
and it was hoped that the normal tramway and electrical ser- 
vices would be resumed on February Ist. The determined 
attitude taken up by both sides was stated to preclude the idea 
of intevention by the Government, which was, however, pre- 
pared for any eventuality. On January 29th it was reported 
that ©“ commandos " of the strikers were active, warning 
otheials carrying on essential services that they were '' black- 
legging.” 

A Reuter message dated January 3156 indicated that num- 
bers of men were returning to the coalfields, but that owing 
to the reduced demand it was improbable that work would be 
found for all of them. | | 


Chloride Works Committee.—We have reccived a copy of 
the fourth annual report of the Works Committee of the 
Chloride Electrical Storage Co.,.Ltd., of Clifton Junction, near 
Manchester. It contains illustrations of the Chloride Roll of 
Honour and the memorial tablet. The report refers to the 
operations at the canteen and the men’s dining room, the 
annual picnic, the employés’ benefit fund, to which the com- 
pany voted £5,000 for making grants in necessitous cases, the 
Recreation Club, and many other matters. The following 
paragraph relates to trade slackness and short time :—*' The 
coal dispute, as well as the general trade depression through- 
out the country, has led to a certain amount of short time 
being worked, .and even to some temporary reduction of 
nuinbers. The committee desires to thank the management 
for having, as far as possible, arranged matters so that the 
loss of time should be:borne by all employés alike and should 
not press more hardly on one section than on another. The 
committee Is always interested in information as to the con- 
dition of the company's trade when the management is able 
to keep it inforined on this subject." "The report is followed 
by.a brief review of the doings of the Works Sick Club and 
a balance-sheet for the year. ——— 


Italian Industrles.—The industrial situation in Italy is 
deseribed in Italian official circles as being generally good, 
especially when the condition of industry throughout the world 
is taken into consideration. The metallurgical industry is to 
a great extent at a standstill, but there are signs of a revival. 
Engineering nas also suffered from the abnormal conditions 
Which prevailed after the war; nevertheless, many works have 
maintained their full-time activity. The competition from the 
countries of Central. Europe, with the advantage of their ex- 
cessively depreciated exchanges, constitutes the most serious 
obstacle which Italian industry has to overcome, but this com- 
petition is now less conspicuous, as such countries are likely 
to be engaged for several inonths in the execution of orders 
already received.— Times. 


M 


Strike at Cape Town.—The whole of the electricians em- 
ployed by contractors in Cape Town and suburbs have been 
on strike since the New Year. The rate of pay during the 
latter half of last vear was 3s. 4d. per hour, and the employers 
gave notice of a reduction to 2s. 6d. The workmen asked for 
Зз. 2d., and, as neither party would give way, a strike was the 
result. The employers have met the men and offered to com- 
promise at 25. 10d. until March 3lst, but at the time of the 
mail leaving the men had refused to accept this offer. 


German: Grip on Swiss Industry.—Under this title: the 
Times correspondent at Geneva reports that the independence 
of industrial Switzerland is threatened by a new danger. 
" Although Switzerland had, since the tall of foreign ex- 
changes, bought in numerous shares which were held abroad. 
Swiss industry is now becoming шоге and more absorbed by 
the ' Holding ' financial syndicates. These trusts have their 
origin in Germany, where they have apparently been estab- 
lished with a nominal seat abroad to deprive the Treasury ot 
hnportant taxes. Lhe exportation crisis in Switzerland 
favours their absorption by the ' Holding’ syndicates, on 
account of the advantages of transferring production outside 
Swiss frontiers. The firm of Sulzer & Co., of Winterthur, 
has just entered one of these concerns thereby losing their in- 
dependence, and others in German Switzerland are on the 
verge of doing so.” 


Trolley 'Bus Contracts.—Mcrssis. CLOUGH, SMITH & Co., 
LTD., of London, have secured from the Bloemfontein Munici- 
pality an order for five trolley 'buses of the " Straker-Clough ” 
standard design! also from the Tees-side Railless Traction 
Board for a further four trolley ‘buses. 

The '' Straker-Clough ” trolley из chassis has been adopted 
by the Rotherham Corporation, and an order has been placed 
with Messrs. Clough, Smith, who are the sole agents for this 
vehicle. 


Callender’s Works Fund.—We have before us a copy of 
the nineteenth annual report and accounts of Callender's Hos-. 
pital and Distress Fund. As the coal crisis and other factors 
caused much unemployment the number of members de- 
creased. Owing to the subscription being increased to 2d. per 
week in 1920 the Fund was able slightly to increase the total 
amount awarded to the hospitals. The report records the 
number of hospital, nursing home, and convalescent home let- 
ters granted, the surgical appliances and spectacles provided, 
and the financial assistance given. The weekly subscriptions 
realised £746, the company gave £50, and Sir Tom Calender 
£5 5s.. and a number of directors and others several guineas 


apiece. The amount given to hospitals was £661, against 
£640. The report was adopted at a general meeting held on 


January 25th. at the Belvedere Works, Sir Tom Callender pre- 
siding. 


The Effect of High Taxation on Industry.—Sir Robert 
Florne, the Chancellor of the Exchequer, has informed the 
Federation of British Industries that he is prepared to meet 
its representatives on February 15th next, at 3.15 p.m., at 
the Treasury. 'Fhis meeting was asked for in a letter addressed 
to the Chancellor of the Exchequer by Colonel O. C. Arm- 
strong, the President of the F.B.I.. which appeared in the 
ELECTRICAL Review for December 30th, p. Э. 

At the first interview the Federation will urge in the strongest 
possible terms for an immediate reduction in the burden of 
taxation. It suggests that this could be done by a reduction 
in the rate of income-tax, the abolition of the Corporation 
Profits Tax, and the exemption from super-tux of reserves pro- 
perly employed in the business of private firms. The Federa- 
tion will also ask the Chancellor to grant it a further inter- 
view ata later date to discuss some very important outstand- 
ing points such as reclaims for excess profits duty paid by 
concerns which have undergone a change in ownership; the 
question of a three years’ average system for income-tax, Ke. 


Industrial Labour-Saving Exhibition.—Tur. GENERAL ELEC- 
tric Co., Lrb., is organising at its Industrial Showroom, Mag- 
net House, Kingsway, W.C.2, during the week couunencang 
Monday, February 6th, an exhibition of industrial electrical 
labour-saving appliances. The exhibits will include electric 
drills, grinders, polishers, &c., and the exhibition will be open 
from 2.30 to 6 p.m. daily. 


German Aluminium Industry.—Dr. Steiner Reiner, In the 
course of a lecture delivered recently at Berlin, is reported 
to have expressed the opinion that after the exhaustion ol 
the stocks of raw materials accumulated during the war, 1 
will be impossible to maintain the German aluminium indus- 
try, which could only possess an artificial life. 


- Water-power Development in Newfoundland.—The New- 
foundland Government is negotiating with Messrs. Armstrong. 
Whitworth and the Reid Newfoundland Railway Co. with 
regard to the project for a water-power development totalling 
235.000 h.p. on the West Coast of Newfoundland. This would 
be utilised for the establishment of a paper mill with à 
capacity of 400 tons of newsprint daily, a factory for smelting 
aluminium with a capacity of 15,000 tons yearly, and other 
industries. The associated companies have asked the Govern- 
ment to guarantee the interest on £4,000,000 at 6 per 
cent., With a sinking fund of 1 per cent. for 37 years. 
the companies and the Government reach an agreement 4 
session of the Legislature to deal with the matter may be 
called before the end of this month.—Reuter’s Trade Service 
(St. John’s, Newfoundland). 


The E.D.A.—CH4NakE or ADDRESS.—We are informed by 


Ah, 


the Electrical. Development Association that it has moved its & 


headquarters from Kingsway to 15, Savoy Street, Strand, 
W.C.2, the east entrance of the T.E.R. building. The пем 
telephone number is." Regent 4570 7; telegraphic address, 
" Klectreda, Rand, London." 
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Electric Vehicles on Trial.—l wo electric vehicle firms, 
Messrs. Richard Garrett & Sons, Ltd., and Messrs. Newton 
Tas., Ltd., have each offered to the Bedford Corporation an 
eectric refuse-collecting wagon for a month's trial. The 
Council has decided to experiment with the vehicles. 


Big Italian Works.—The Inter-Ministerial Committee, 
which Was established by the Italian law of August 2nd, 1921, 
пах Dow examined an application made for a State Joan of 
I,000.000. lire by a company interested in the construction 
if the proposed Sila and Simeto electricity works. The final 
arrangements for the loan are now ш мог 


Siemens in Switzerland. 
uve converted their Swiss branch into an independent joint 
stuck сошрапу under the title of the Siemens Electricity Pro- 
duets Co., with headquarters at Zurich, the share capital 
wing 1,500,000 fr. Both Swiss and Germans are on the board 
ui directors. 


Big Electrification Scheme for Russia.—lIicuter fur- 
тез a copy of a lengthy telegram which the Russian 
Irade Delegation received under date January 2rd from Mos- 
сөм. An anterview Js reported, in the course of which M. 
„Чапо, chairman of the Supreme Economie Council, stated 
that foreign capital was indispensable in Russian industrial 
Iconstruction, particularly under tlie new economic policy, 
stich has revealed a lack of capital for organising big 10 
dustrial enterprises. Russian industry can never hope to re- 
-un pre-war standards without foreign capital helping to 
ерисе equipment worn out during the lust seven years in 
niet enterprises. ` Foreign capital is required for purchas- 
шу indispensable foreign materials, tools, equipment, &c., and 
reeenerating the fundamental industries—viz., coal mining, 
«ео, metallurgy, textiles, transport, &c. “М. 
sitined. several methods for attracting foreign capital : — 

1. Credits opened by foreign banks, or а consortium to рау 
(us чап orders abroad; 

The ioating of foreign loans through the State Bank; 

3. Concessions; 

4. The attracting of foreign capitalists as shareholders in 
атсаз industries, 

lhe engineer Krezhezanovsky, chairman of the State 
Eeunomite Planning Commission, emphasised that foreign 
capital was indispensable for electrifying Russian industries. 
He urges electrification as the most important factor in intensi- 
bing industry, Which will have to be considered by the forth- 
owing International Conference on the economic restoration 
4 Eastern. Europe. Even in Russia electrification will neces- 
пате foreign capital, as is demonstrated by the huge electrical 
urports even before the war. The electrification plan adopted 
ty the Ninth Congress provides for a fifteen years’ period, 
harinonising with the general industrial developments, and 
vill play an enormous part also in regenerating agriculture, 
“heh should. particularly interest West-European capital, 
nce. Russia represents the largest market for manufactures, 
sod is the source of raw materials. Rural electrification, so 
aivanced abroad, is only beginning in Russia, and the 
Peasan try throughout the country display the liveliest interest. 
LE.-tricity can be applied in all ameliorative plans, in sowing 
ud harvesting. &c. The electrification plan provides for 
rumerous electrical stations throughout the country, with the 
reorganisation and re-equipment of those already existing. 
These and other electrification works present an unlimited 
ted of profitable investment for foreign capital. М. 
hrezhezanovsky ' pointed out that these plans are realisable 
tough the establishment of a special bank on the principle 
d jut participation by all countries interested in Russia. 
яеш capitalists have sufliciently weighty reasons for found- 
т: such a bank. The Russian base of raw materials is shift- 
2 gradually eastwards. Only by establishing a special Elec- 
Imation Bank will it be possible to utilise to the utmost 
зи Russian raw material resources. * We now contemplate,’ 
sid M. Krezhezanovsky, ‘electrifying the entire. transport 
saem from Moscow via Minussinsk and Altai to the mining 
гаеп of Kuznetsky. This requires roughly 380 million. gold 
rubles. If this great electrical route be connected with 
Бегип. there opens to Western Europe а vast opportunity for 
~curing Siberian and Mongolian raw materials for European 
industries, Such prospects make indispensable only quite in- 
»"lecant preliminary outlays.’ - Concluding, M. Krezheza- 
АКУ emphasised that the electrification plan naturally arises 
iran the general reconstruction plan, and is subject to im- 
[(rovernent in accordance with the progress of national 
eónomic reconstruction.” 

Wages in Sweden.—Folkets Dagblad says that the electric 

^anpany, Aktiebolaget Luth & Rosen, intends to reduce the 

"ues of its employés by 22 per cent. on and from January 
“lst. The reduced wages will be still further cut down by 22 
^r cent. on March 28th.—Reuter’s Trade Service (Stockholm). 


Deed of Assignment.—W. Morris, electrical engineer, 
nema Buildings, Bridgend.—Claims by February 7th, to the 
Trustee, Mr. W. A. J. Osborn, 119, Finsbury Pavement, Е.С. 


New Spanish Company.—A new company has been 
"aned, under the style of Gas de Cataluna, with a capital of 
Ua un) pesetas in shares and 35,000,000 in bonds, to aequire 
ad work the Fabricas de Gas Lebon and the Fabricas de la 
‘азиа de Gas у Electricidad, the purchase price of the 
aller concerns being 6,000,000 in cash and 14,000,000 in bonds. 


Bogdanov’ 


The Price of Meters in Austria.—The Austrian electric 
meter manufacturers have decided to raise the price of meters 
to inland consumers 7,900 per cent., the increase to date from 
January 40th. 


L.C.C. Lamp Contracts.—The Stores and бнг Com- 
mittee of the L.C.C. reports that it has decided to restrict, 
for the tine being, the invitation of tenders tor the supply 
of electric lamps to British firme. 

Australian Trade Conditions.—The Metal Trades Em- 
ployers’ Assoctation of New South Wales is unhesitatingly 
blaming the high basic wage and the 44-hours’ week for 
the prevailing. unemployment in its trades. The Associa- 
tion bas stated that the prospects for the machinery manu- 
facturers are very black, as no manufacturers will turn out 
stock under present conditions. The machine tool industry, it 
is contended, has been hard hit, and an American firin which 
sent agente to Sydney to prosecute inquiries has declared that 
it can capture the Australian trade in this line again. 
It is feared that some well-known metal works at Newcastle 
will have to close down in February, being unable to com- 
pete with imported goods. If the stoppage takes place, four 
hundred men will be thrown out of work.—Reuter’s Trade 
Service (Melbourne). 


LIGHTING AND POWER NOTES. 


Ammanford.—Evectricity Scuerrty.—The Electricity Com- 
missioners have granted a special order to the Urban ‘District 
Council for the supply of electricity to the district. 


Australia.—Nrw SouTH WaLEs.—1I.M. ‘Trade Commissioner 
at Sydney has issued à report on the proposed transmission 
line from Port. Kembla power station. to Bowral, Mittagong 
and Moss Vale. The line will be 224. miles in length, and 
will convey surplus energy up to 1,000 KW from the 2,000-EW 
power station at Port Kembla, The estimated cost 1з 
£32,000. 


Blackburn. — EirkcriiciryY SuUprbpry.—' The. Electricity Cominis- 


stoners have granted an order to the Urban District Council 


for the supply of electricity to Rishton, situated outside the 
area of supply under the Electric Lighting Order of 1990. 

Bolton.—AprLicaTION FOR Loan.—The Electricity Committee 
recommends application to the Electricity Commissioners for 
sanction to borrow £31,200 to cover the cost of a new rotary 
шуы for the Spa Road sub-station, for additional switch- 
gear at Spa Road and Bradshawgate’ sub-stations, and for 
duplicate feeders from Back-o'-th’-Bank to the Bradshawgate 
sub-station. 

Brackley.—ELkcriuciTY SCHEME ABANDONED.—Owing to lack 
of support from the residents the Town Council has decided 
to take no further action in connection with the scheme for 
supplying electricity to the town. 

Brentwood.— ELECTRICITY SUPPLY.—A meeting of the Brent- 
wood Urban District Council and the Billericay Rural Listrict 
Council was recently held to consider the question of elec- 
tricity supply to Brentwood. 16 was pointed out that a 
Council ғ ћете would cost about £30,000, and that there 
would probably be a large deficit during the first few years, 
which would have to be made up from the local rates. It was, 
therefore, decided to send a deputation to wait upon the 
Electricity Commissioners for their advice before seeking 
power to carry out the scheme. 

Cardiff.-—ExTrNsioNs.—The Electricity Committee has under 
consideration а proposal put forward by the city electrical 
engineer for the installation of three water-tube boilers at an 
estimated cost of £29,500. The preliminary estimate of the 
cost of the extensions, including building work, is £59,300. 


Chester.— ELECTRICITY Surpty.—Application has been made 
to the Electricity Commissioners for a Special Order to 
supply electricity within the Urban District of Hoole and 
parts of the Rural District of Chester. 


Continental.—Brtcius.—The Provincial Council of East 
Flanders has prepared plans for the distribution of electricity 
throughout the province. Existing stations and networks wall 
be embodied in the general scheme, the Province advancing 
the funds to the communes and companies, the interest being 
paid from the receipts from subscribers. The scheme is esti- 
mated to cost. about 9,000,000 fr., and the Permanent Deputa- 
tion has been authorised to arrange a first loan of 5,000,000 fr. 

La Société d'Eclairare du Bassin Houllier de Mons has 
lately secured a concession for the supply of the electricity re- 
quired in the town of Renaix during a period of 35 years. The 
electricity will be supphed from the generating station of the 
Société ne 'Electricité de l'Ouest de la Belgique. 


Dundee.—OPPOSITION TO GRAMPIAN SCHEME.—The price 
quoted by the Grampian Electricity Co. for à bulk supply of 
energy to the Corporation is considered. too high, and 
although the latter 18 not against the development of the 
water-power resources of North Perthshire for electricitv pro- 
duction, 16 has. decided to petition against the order. pro- 
moted by the syndicate. The Electricity Commissioners 
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have indicated to a Corporation deputation that the city's 
applications for extra borrowing powers to complete necessary 
extensions of steam plant wouid be in no way prejudiced by 
a failure to come to terms with the Grampian Co. 


Dunmore.—ELectrIcITy Stppty.—A scheme is being pre- 
. pared for the establishment of a public company to supply 
electricity to the town. 


Edinburgh.—[.o4N  SaNcTIONED.—' Тре Electricity Cominis- 
sioners have sanctioned the borrowing of a further sum of 
£516,314 for electricity undertakings in the city, particularly 
for the power station at Portobello, making the total amount 

_ authorised to be borrowed £1,032,514. 


Egham and Staines.—Extension or АвЕА.—Тһе Electri- 
city Co. has applied to the Electricity Commissioners for a 
special order to extend its area of supply, to include the 
parishes of Ashford, Stanwell, Wraysbury, and Thorpe. 


Halifax.— Hire or Domestic APPLIANCES.— The Tramways 
and Electricity Committee has passed a resolution author- 
ising the electrical engineer to purchase electrical apparatus, 
with a view to its being let out on hire and hire-purchase to 
consumers. 


Hull.—FLoop Damace.—The damage to the plant at the 
power station, caused by the recent flood, has now been re- 
paired at a cost of £2,600. 


Kingston-on-Thames, — Repucen — CHanaEs.—The Town 
Council is reducing the charges for electricity for lighting pur- 
poses from 1s. to 9d. per unit, and for power by 10 per cent. 


London.—STr. Pancras.—The Borough Council reports а 
saving of £2,400 per annum by the introduction of automatic 
street lighting. 

Loans.—The Т.С.С. Finance Committee, for various 
reasons, has reversed its decision to advance loans of £12,808 
and £39,630 to the Metropolitan Borough Councils of Ber- 
mondsey and Bethnal Green respectively for electricity pur- 
poses. 


Newark.— ELECTRICITY SvPPLY.— The Electricity Committee 

has been in negotiation with the Town Clerk of Lincoln and 

` the Town Council of Lincoln has offered to supply Newark 

with electricity on the same terms as to Lincoln engineering 

firms. 'The scheme has been submitted to the Council's elec- 
trical engineer. 


Peterborough.— EXTENSION OF ARFEA.—The Corporation is 
applying to the Electricity Commissioners for a special order 
authorising the extension of the area of supply to include 
the parishes of Longthorpe, Castor, Marholm, Walton, iye 
Paston, Gunthorpe, Peterborough Without, &c., and to revise 
the maximum price. 


Salford.—Loans.—Application has been made to the Elec- 
tricity Commissioners for sanction to borrow £36,000 for 
mains, services, &c., and. £24,000 to cover the estimated ex- 
penditure on plant at the Frederick Road station in excess 
of the amount already sanctioned for that work. 


Sidmouth.— ELECTRICITY SupPPLY.—The Urban District Coun- 
cil has adopted a scheme submitted by Mr. W. M. Harris, of 
Messrs. Gilbert Gilkes & Co., of Kendal, for the supply ot 
electricity to the town. The initial cost of the scheme is esti- 
mated at £10,000, and includes the installation of a 100-h.p. 
gas engine and one of 50-h.p. 

Sleights (near Whitby).—ErrEcrniciTY ScbPLY.—A meeting 
of ratepayers was held recently to consider the possibilities 
of a supply of electricity to the district and a sub-committee 
was appointed to make inquiries as to cost of plant, and to 
conduct a canvass of the district as to the probable demand. 


Stockport.—YrAn's WonkiNG.—The annual report on the 
electricity undertaking for the vear ended March 31st, 1921, 
shows a total income of £132,341. Working expenses 
amounted to £120,186, leaving a gross profit of £19.155. After 
deduction of capital charges, &c.. there was a net deficit for 
the year of £11,659. 

Stone (Staffs).—Etectriciry SUrrLY.—A special meeting 
of the General Purposes Committee is to be held to consider 
the question of electricity supply. | 


TRAMWAY AND RAILWAY NOTES. 


Australia.—VicToriA.—A measure styled the '' Melbourne, 
&c., Metropolitan ‘Tramways Bill’’ has been agreed to by 
the Victorian House of Assembly. It authorises the Train- 
ways Board to provide and operate electric railless trolley 
omnibuses in suburban districts where the population does 
not justify the laying down of rails. The estimated cost of a 
car to seat 28 passengers is £92,900. 

Blackburn.—PARLIAMENTARY BiLL.—In connection with the 
notice which appeared in our issue of January 20th, on a 
poll the ratepayers have rejected by a large majority the 
clause in the Parliamentary Bil giving the Corporation 
powers to extend the tramways and run an omnibus service, 
at un estimated cost of £268,000. 

Burnley.—NE£w Track.—The Burnley Corporation proposes 
to lay 2, yards of tramway track immediately censent 18 
received from the Government authorities. 


THE ELECTRICAL REVIEW. [Vol. 90. No. 2,306, FEBRUARY 3, 1922, 


oa 


Continental.—CzecHo-SLovakla.—The plans for the electri-9 ^, 
fication of Czecho-Slovakia extend over a period of 20 years, ^^. 
at an aggregate expenditure of 3} milliards kr. It is esr ~” 
mated that the saving in coal will amount to 120,000 wagon- -— 
loads per annum. First of all, the railway lines сопхегршу.: 
upon Prague are to be electrified within a radius of 30 nuies ^7 
in order to avoid the transport of coal to the capital.—Heuters >; 


. Trade Service (Prague). 


GERMANY.—The prospect is now said to exist of the ton ~ 
pletion of the underground electric railway to con- - 
nect the northern and southern districts of Berlin, which <- 
was commenced prior to the war, but the construction ot - 
which has been materially delayed owing to the lack of funda: 
The Berlin City Council, which is the party chiefly concerned 7 
in the construction of the railway, is now to consider a ‘- 
scheme for interesting private enterprise in the undertakiny,. © 
Which would take the form of the formation of a још... 
municipal and private company. A combination of mortgage ~. 
banks has agreed to provide 350,000,000 marks, secured on thc . _- 
railway property, while a further 150,000,000 marks is to bi 
provided by an insurance company. If the scheme is carre = 
out one portion of the railway is expected to be brough 
into operation this year and the remainder in October: 1] 
1923. ‘The railway will be worked and the rolling stock pro’ 
vided bv the existing Elevated and Underground Railway Co  . 
in Berlin. pr 

SWITZERLAND.-—The entire length of the St. Gothard rar-") 
way between Lucerne and Chiasso, comprising a length о 
180 miles, will be electrified in the near future. The жог 
of electrification has proceeded so far that the Lucerne-Artb- ^^ 
Goldau-Erstfeld section and the Bellinzona-Chiasso section * 
wil soon be inaugurated. As to the conversion of othe- > 
Swiss Federal railways, it is stated that the line fror- ~ 
Lucerne to Zurich will probably be ready by the end of th. ^^ 
present year, the line from Lucerne to Basle by the close c^ ^ 
1923, and that from Sitter to Lausanne in the same уеа 7 
The National Council has decided to abstain for the prer ~ 
from the preparation of anv further schemes of electrificatio .. , 
of the remainder of the Federal railways. > 


Halifax.—Track RENEwAL.—The Tramways Committee hi - :: 
decided to renew the track between Nursery Lane and [ln ~ t 
work. viec 

Postan  Boxrs.—The Postal authorities have bee .-. 
approached with a view to installing letter boxes on the ca! >: 
on various routes. S 

London.—TusrE Breakpown.—The front coach of an Unde.. « » 
ground train left the rails in the tunnel between Holbor 
Station and Russell Square Station on ‘Thursday last жее 
and the passengers had to alight and walk through the tum _., 
to the station. Upon investigation it was found that one :,.,, | 
the axles had broken. E 

New L.C.C. Cans.—The Т.С.С. tramear services are bet" 7 
augmented by 125 new cars now in course of delivery. Tt ^ 
new curs are being designed with a view to increasing вре `~ 
and comfort, and are being equipped with 60 h.p. шоо =- 
as compared with the 44-h.p. motors used on existing cat 777 
By means of white enamelled ceilings and a special arrang ` и 
ment of electric lighting the light is evenly distributed to: 7 
parts of the car. m 

METROPOLITAN District RaiL,wav.—The Minister of Tram yn 
port has extended the time for the completion of the Wimbl -- z; 
don & Sutton Railway until July, 1993. ЕМЫ 

TRAMWAY Рокснаѕе.—Тһе Т.С.С. is purchasing from Пу 
London United Tramways, Ltd., the portion of the company... 
undertaking in Hammersmith, including the Chiswick pow .. 
station, at a cost of £235,000, the purchase to be complet , “| 
by May 2nd. The company will be at liberty to convert pa _. » 
of the generating station into a transformer station and to u gu 
this for a period not exceeding 21 years, providing the Coun. s 
with electricity for the tramways up to 1,500,000 kWh р ne 
annum, free of cost, the Council paying for any excess at ^ 
rate to be determined by arbitration. n 

New Car.—The London United Tramways, Ltd, b cis 
introduced, as an experiment, a one-man car. It is a sing + ' 
decker, and is modelled on the American ‘“‘ safety car 73, 
lines. s зз) 


Plymouth.—Licut Rarways.—The Corporation is applyi 5-5 
to the Minister of Transport for authority to construct ar a 


work light railways. CM 
Portugal.—I.sBoN.—The tramway employés, who recen! ` rų 
came ouf on strike, have now resumed work. NT 


South Africa.—BLoEMFONTEIN.—The Commercial Motor 1. e 
cently described some railless electric cars being built for t . 
municipality by Railless, Ltd., and Messrs. Short Bros. ... 
far as the chassis is concerned, the body being built a! 7 
mounted on the’ chassis by Messrs. C. Н. Roe, Ltd.. um 
Leeds. These are single-deck cars with clerestory roo .." 
arranged to seat 29. Two 90-h.p. ventilated motors provide I * 
motive power through shafts to the rear wheels. The troll | 
poles are mounted on а base, patented by Railless, Ltd., whi | 
is carried at the head of pressed steel stanchions bolted tot , 3 
chassis frame, so that no pole strain comes upon the roof. ;, * 


Taunton.—Deciston AGAINst TRAMWAY PuncHasE.—OWt "H 
to financial considerations, the Corporation has decided not 
purchase the Electric Traction Co.’s undertaking, and "hy 
recommended that stepa be taken to introduce а moked. 7: 
service by private enterprise. j fr 


qu 
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Tynemouth.—Tue FUTURE or THE TRAMWAYS.—At а recent 
meeting of the Town .Council the Tramways Committee re- 
ported that it had met Mr. Stagg (local director) and Mr. W. 
Morrison (local manager), of the Tynemouth Traction Co. 
Mr. Stagg reported that it was estimated that the doubling 
of certain parts of the track would cost between £7,000 and 
£8,000, and the company could not undertake to spend the 
money unless arrangements were made with regard to tenure. 
Tbe Council confirmed the Committee’s suggestion that the 
слпрару be informed that the Corporation was prepared to 
enter into an agreement consenting not to exercise its option 
to purchase the company's undertaking for a term of ^1 
years, subject, however, to satisfactory arrangements being 
made for the Corporation to exercise its rights at certain. in- 
tervals on conditions to be agreed. 

Uruguay.—MoxTEvIDEO.—O wing to the continuance of the 
tramway strike the Municipal Council has taken over the 
cmpany'’s undertaking, paying the men increased wages, 
and the services have been resumed. 


TELEGRAPH AND TELEPHONE NOTES. 


China.—RabDio SrATIONS.—The Chinese radio resolution of 
December 7th, at the Washington Conference, providing 
for the withdrawal of foreign wireless interests from China and 
the restriction of the use of domestically-controlled plant will 
stand as the Conference’s only formal declaration on the sub- 
ject under the decision of the Far Eastern Drafting Sub-Com- 
mittee. This decision would appear to block the efforts of 
those desiring the above resolution rewritten, and it also 
ticks two new resolutions in this connection offered by Mr. 
Euhu Root.—Reuter’s Trade Service (Washington). 


India.—BomBay TELEPHONES.—It is understood that arrange- 
ments are in.progrese for the sale of the Bombay Telephone 
Со. to an English corporation, and it is stated in this con- 
nection that the contract with the Government is being drafted 
afresh to permit a revision of the scale of charges to the 
‘public, says Indian Engineering. 

London.—At the invitation of the Postmaster-General, a 
deputation from the London Chamber of Commerce 18 visiting 
telephone exchanges in the City to see for itself the method of 
registering calls and the meters used for the purpose. The 
examination is the outcome of complaints made by the 
Chamber. 

Storm Damage.—TanGcier.—As a result of а severe storm, 
direct cable communication with Tangier was interrupted early 
tis week, says The Times. 


South Africa.— WIRELESS TELEGRAPHY.—The Marconi Co. 
las offered to equip South Africa with an efficient long-range 
wireless service, within 18 months, and to run the station when 
completed. ‘The company undertakes that its expenditure on 
the proposed station shall not be less than £400,000, exclusive 
of duty and sites. Alternatively, the company offers to build 
and conduct stations on a joint account with the South African 
Government.—Reuter’s Trade Service (Capetown). 


The Telegranh Service.—The telegraph cables connecting 
tte Western Isles, Inverness, with the mainland having been 
woken during recent storms, the P.M.G. is arranging for a 
wmporary wireless service to be inaugurated. 

Роком "TELEGRAMS.—The volume of foreign telegraph 
Чаће recently handled in the Central Telegraph Office has 
averaged 174,000 messages а week, says The Times, the bulk 
d which has been dealt with in the evening. Business firms 
ме urged to hand in their telegrams as early as possible so 
tiat the traffic over the Continental lines may be distributed 
sith some degree of evenness. | | 


The Telephone Service.—HuLL.—The municipal telephone 
miertaking shows a profit during the past year of £4,500 after 
the payment of £7,000 in rates and £10,000 in royalties to the 
«wernnent. А new automatic exchange is to be opened this 
month, says the Daily Mail. 


United States.— WIRELESS TELEPHONY.—To ensure that re- 
forts of crimes may be transmitted instantly over the whole 
city, the chief of the Chicago police has decided to equip every 
Pceman on duty with a miniature wireless telephone receiv- 
Ing àet. The apparatus will be carried in the policeman's 
«ket, and the antenne will be concealed in the lining of his 
vat. The constable's attention will be attracted by X Duos 
‘hich forms part of the instrument. Ав a further aid to com- 
lating motor bandits light cars carrying а dozen armed 
Imicemen have also been ordered. These carry more powerful 
*ireless telephones, which can both send and receive, similar 
i e that have been ordered for the French police.— Daily 
чац. 

Caste Suip Lost.—The Western Telegraph Co.'s cable 
emer Cormorant has foundered off the coast of South 
America. The crew was taken off after nine hours’ work in 
ш efforts to keep the water under, says the Datly 

hspateh. 


Wireless Гокагареу сто CONCESSION FOR AMATEURS.— 
e General Post Office authorities have agreed that, starting 
M^hably early in February, permission will be given for the 
“ding ont by wireless telegraphy on certain fixed wave- 
eucths, of speeches and music, for half an hour on one day 


in every week, for the benefit of amateur wireless enthusiasts. 


. It is understood that the Marconi Co. will undertake all neces- 


sary arrangements at its high-power station at Chelmsford. 
The hon. secretary of the Wireless Society of London (Mr. 
Leslie McMichael) told The Times that the society had been 
trying for about twelve months to secure this privilege for 
amateurs. The British Government was far behind those of 
the United States, France, and Germany in this direction. 
The Society was formed in 1913, and had now a membership 
of 380. There were between five and six thousand people in 
Great Britain with licences for receiving installations, and 
probably 150 held transmission licences in addition. 


CONTRACTS OPEN AND CLOSED. 


. (The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
““ Official Notice " appeared.) 


OPEN. 


Accrington.—Corporation. One 6,000-kW  turbo-alterna- 
tor with condensing plant. (January 2th.) 

25,000 lb. water-tube boilers, economisers, and brick work. 
—(See this issue.) 

Ashton-under:.Lyme.—lebruary 22nd. Electricity Com- 
mittee. Circulating water pipes and valves and exhaust steam 
pipe.* (See this issue.) 

Australia.— MELBOURNE.—A pril 29th. Victorian Electricity 
Commissioners.—3l miles .15 sq. in. 3-core power cable and 920 
miles, .007 pilot cable, with accessories, for a 22,000-V circuit. 
—Heuter's Trade Service (Melbourne). 

ADELAIDE.—April 5th. P.M.G.'s Dept. Twelve adjustable 
condensers for use on telegraph duplex circuits. (Sched. No. 
613.)* 

Brisbane.—April 19th. P.M G.'s Dept. Testing and tele- 
graph instruments. (Stores Sched. No. 549.)* 

Aylesbury.— Electricity Department. One 1,500-kW or 
alternatively one 1,000-kW  turbo-alternator, condenser, and 
switchgear. (See this issue.) 

Bulgaria.—March 21st. Bulgarian Postal Authorities. 
Telephone pole-line hardware (four pin carriers for insulators, 
bolts, &c.).* 

March 28th. 3,000 junction pieces for batteries, &c.* 

Burton-on-Trent.—February 8th. Board of Guardians. 
Electric light installation, workhouse hospital. Mr. Н. S. 
Askew, clerk. 

February 22nd. Electricity Dept. One 6,000-kW turbo- 
alternator with condenser and switchgear. Two 40,000-lb. 
water-tube boilers complete with economisers, coal-handling 
plant, bunkers, buildings, and chimneys. (See this issue.) 

Dundee.—February 10th. Tramway stores, including 


insulated wire, lamps, switches, &c. Mr. W. T. Young, 
manager, Town Hall Buildings, High Street, Dundee. 


Edinburgh.—February 15th. Electricity Supply Depart- 
ment. Auxiliary circuits and electric lighting and earthing, 
for Westbank power station. (Spec. No. 34.) (January 27th.) 


East Grinstead.—February 24th. U.D.C. Two-stroke 
oil engine-driven generators, motor balancer booster, steam 
engine and dynamo, storage batteries, switchboard, super- 
heater, feed-water heater, &c., cable system, street lamps, 
travelling crane. (See this issue.) 


Eston.—February 28th. Urban District Council. Over- 
head lines, underground cables, transformers, sub-station 
equipment, and public lighting fittings. (January 27th.) 

France.—PaAnis,—February 20th. French Post and Telegraph 
Authorities. Rubber-insulated and ]lead-covered paper-insu- 
lated telephone cable. Direction de l'Exploitation Télé- 
phonique, 102, Rue de Grenelle, Paris. » 


Glasgow.—February 6th. Electric lightin 
in connection with Moorpark housing scheme. 
electrical engineer, 75, Waterloo Place, Glasgow. 


Gloucester.—February 14th. Electricity pepe Two 
1,500-kW turbo-alternators with condensing plant. (See this 
issue.) 

Leeds.—February 10th. Corporation. Supply of elec- 
trical fittings. W. T. Lancashire, city engineer, Municipal 
Buildings. 

London.—February 13th. Т.С.С. 2,500 or alternatively 
4,500 tons of standard steel girder tramway track rails-with 
fishplates. Chief Engineer, 19, Charing Cross Road, W.C.2. 


HAMMERSMITH.—February 22nd. Electricity Department. 
Stores for three, six, or twelve months, including electric light 
sundries, insulated wire, joint boxes and connections, meters, 
stoneware conduit, &c. (See this issue.) 

PADDINGTON.—February 90th. G.W.R. Three months’ 
supply electrical and telegraph stores. (See this issue.) 

Manchester.—February 10th. Electricity Committee. 
One 2,000-kW induction motor-generator with switchgear. 


(January 27th.) 
February 14th. Tramways Committee. General stores, &c. 


installation 
. B. Mitchell, 


J. M., McElroy, general manager, 55, Piccadilly, Manchester. 
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Portlaoighise.- —F РЯ 8th. District Mental Hospital. 
Supply of 55 complete renewal sections for 33 plate, B.N. type, 
Sandycroft battery. (January 90th.) 


South Africa.—DunasAN.—April 12th. Corporation Electri- 
city Department. Two 500-kW rotary converter sub-station 
equipments or alternatively mercury arc rectifiers with auto- 
matie switchgear.* 

Skipton. — February 25th. 
Supply, laying, and jointing l.p. 
covered steel-tape armoured cable. (See this issue.) 


Wolverhampton. — Electrical Engineer's Department. 


Two water-tube boilers and integral superheaters. (See this 
issue.) 


Electricity Department. 
4-core paper-insulated lead- 


"A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas 'Irade 
(Boom 84), 35, Old Queen Street, S. W.1. 


CLOSED. 


Belgium.—BnvsskELs.—Post and Telegraph Department. 
Three home concerns submitted tenders for the supply of 
micro-telephonic battery posts, the lowest offer (436,500 fr.) 
being that of the Société Electricité et Mécanique, of Brussels. 

live concerns, including Henley's Telegraph Works Co., 
Ltd., submitted tenders recently to the Railway Department of 
the Belgian Ministry of War in Brussels for the supply of 600 
metres of leather-covered two-conductor cable and 400 metres 
of electric wire, the lowest offer being that of the Société des 
Cables et Fils Electriques, of Brussels. 


London.—L.C.C. Highways Committee. Accepted:— 
2,000 trailing wheel tires, £3,600.—Steel, Peech & Tozer, Ltd. 


Stores and Contracts Coinmittee.—Duriny the three months 
ended December 3156 the following contracts have been 
placed :— 

Electric lamps (Schedule No. 17).—Cryselco, Ltd. Items 10 to 13, 
mated value £50.—Enylish Electric & Siemens Supplies, Ltd. 
1 to 9, estimated value, £7,250. 

Iron Sone: for the Tramways De к nt.—Carron Company, 


Ltd., J. Needham & Sons, Lt Т, Summerson € Soo, Ltd. 
Steel castings.- А. Т, Green & A Ltd. 


Salford. Repel — 


2,000 vds. З-соге l.p. cable, £446. —W. T. Glover & Co., Ltd. 
4,000 yds. concentric l.p. cable, £NJ9.—Enfield Ediswan Cable Co., Ltd. 


esti- 
Hems 


H «dfields, 
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FORTHCOMING EVENTS. 


Institution of Electrical Engineers.— Informal meeting. Monday, February 
Gth, At the Institution, Victoria Embankment, S.W. At 7 p.m. Discus- 
sion on * Some Practical Applications of the Thermiunic Valve," to be 
opened by Mr. J. Joseph. 

(Irish. Centre, Dublin).—Friday, February 10th. At the Royal College 
of Science, Upper Merrion Street. At В p.m. Paper ont A Method 
of Regulating the Voltages on the Two Sides of a 3-wire C.C. System 
Equalised by Static Balancers,” by Mr. R. D. Archibald. 

(North-Eastern Oentre).— Thursday, February 9th. At the Armstrong 
College, Newcustle-on-Tyne. At 7.15 p.m. Conversazione. 

(North-Western Centre).— Tuesday, February 7th. At the Engineers’ 
Club, Manchester. At 7 p.m. Paper on "' Interconnection of A.C. Power 
Stations, " by Messrs. L. J. Romero and J. B. Palmer. 

(Western Oentre).—Mond3y, February Oth. At the South Wales Insti- 
tute of Engineers, Cardif. At 445 p.m. Visit of the President (Mr. J. S. 
Highfield). Annual dinner, 

(South Midland Centre, Studente’ Section).— Tuesday, February 7th. 
At the University, Birmingham. At 7.30 p.m. Paper on “ Telephone 
Transmission Through Submarine Cables," by Mr. A. Rosen. | 

(Liverpool ашаа. Sub-Centre). —Thursday, February 9th. At the 
University, oe At 7.30 p.m. Lecture оп“ "Wircless Telegraphy and 
Telephony," by rof. E. W. Marchant. 

Institution of Civil Engineers.—Tucsday, February Tth. 
Great George Street, S.W. At 6 p.m. 
tions of the Barcelona Traction, 
Parshall. e 

STUDENTS’ ee February 9th. At the Institution, 
George. Street, S.W. At ».m. Paper on —*' The 
Water-turbines," by Mr. E. Sp Kingston-McCloughrvy. 

Roentgen Society.—Tuesday, February 7th. At the Institution of Electrical 
Engineers, Victoria Embankment, S.W. At 8.15 рап. Ordinary meeting. 

Association of Engineere-In-Oharge.— Wednesday, February. 8th. At St. 
Bride's Institute, Bride Lane, Е.С. At 7.30 p.m. “ Some Practical Notes 
and Observations on Land Type Boilers," by Capt. H. J. Wellingham. 

Industrial League and Council.— Wednesday, February Sth. At 7.30 p.m. 
At Caxton Hall, Westminster, Lecture. on “ Industrial Unrest: Does it 
Make for Progress? ” by Prof. А. W. Kirkaldy.. 

Institute of Cost and Works Accountants.—Weinesday, February 8th. At 
the Institute of Patent. Agents, Staple Inn Buildings, W.C. At 7 pan. 
Lecture on ** Hollerith Systems and Machines.—Some Applications,” by 
Mr. G. A. Everard Green. 

Institution of Post Office Electrical Engineers (London Centre).—W cd- 
nesday, February 8th. At the Institution of Electrical Engineers, Victoria 
Embankme nt, S.W. At 5.39 p.m. Exhibition of kinematograph films, 
entitled : ‘ Thermionic Valves and their Application and *' Telephone 
Inventors of To-day.’ 

Optical Soclety.— Thursday, 
Science, South Kensingtos, S.W. At 7.30 p.m. 

Ohelmetord Engineering Society.— Thursday, 
Anglian Institute of Agriculture, At 7 p.m. 
‘by Mr. Н. A. Hartley. 

Manchester Wireless Society.—Thursdav, 
Hotei, Piccadilly, Manchester. At 8 p.m. 
Regulators," by Mr. А. G. Gregory. 

Chemicai Society.— T hursdav, February Mth. 
cal Engineers, E Gate, S.W. 
Rutherford, F.R.S 

Electro-H агтопіс Society.— Friday, 
Cannon Street Hotel, Е.С, 


At the Institution, 
Paper on ** Hydro-electric [Installa- 
Light & Power Co," by Dr. H. F. 


Great 
Design of Modern 


February 9th. At the Imperial College of 
Annual general meeting. 
February 9th. At the East 
Paper on ** Air Compressors,” 


February 9th. At. the Albion 
Paper on ‘* Motor Starters and 


Athe. Institution of Mechani- 
At 8 p.m. Lecture by Sir Ernest 
Great Hill, 
nipht). 


th. At the 
Concert. (ladies?! 


February 
At & p.m. 


Provinces. 


.Whole, together with special reference 


. Row, London, 


+ na 
^ . ' ы + 


King's Oollege Engineering Soolsty: —Friday, February lth. At the Insti. 
tution of Civil Engineers, Great George Street, S.W.- At 5.30 p.m. 
Anniversary imectiag. Paper on ‘ Water Engineering,” by Mr. F.W. 
Macaulay. 

Junior Institution of Engineers.— Friday, February 
S.W. At 8 p.m. Questions and general discussion. 

Edinburgh Electrical Society.—Fridavy, February 10th. 
Institute. At 8 p.m. Apprentices’ night. 
Instailation Work "" for the Society’s prize. 

Physical Society of London.—Friday, February 10th. 
lege. of Science, South Kensington, S.W. 
meeting. 

Birmingham and District Electric Olub.—Saturdav, February llth. 
Grand Hotel, M 7 pan. Paper on " Шипа поп from the Users" 
of View," by. Mi. СЄ. G. A. MacDonald. 


10th. At Caxton Hall, 


At the Philosophica; 
Short papers on ''Piaünt or 


At the Imperial Col. 
At 5 p.m. Annual gener 


At the 
Point 


“ELECTRICAL REVIEW” 
DEPARTMENT. 


THE SERVICE 


We continue to receive many inquiries without the necessary 
stamped addressed envelope for reply. We would, therefore, 
once again remind inquirers of the sunple rules of the Service 
Department : — 


1. Address your inquiries to the ELECTRICAL. ВЕ V * Ілр. 


r4 


Toe 


tet 


Service Department, and enclose a stamped addressed ente- ,. 


lope. 


2. Do not ask for information until you have satisfied. your- 


self that it is not already contained in our advertisement | 


pages. 

3. If we are the means of putting you in touch with the 
firn or firms that you require, do us the favour or) mentioning 
the ELECTRICAL REVIEW., 

No charge is made for the service. 

To complete our answers 

of suppliers or manufacturers of :— 

A collapsible hall lantern finished in polished brass, and - 

bearing marks: "' British Make Prov. pat. /23073. 

A heat-resisting lacquer for brass which wil realy 

withstand considerable heat. 

UNiMoTE 2-kW electric lighting plant. 

Пела wood pear switch (Belgian). 

We also require the address of : 

The Tonelyte Manufacturing Co. 


NOTES.. . 


Electrical Contractors’ Concert and ‚бөеге in 
London.—lhe London Committee of the Electrical Con. 
tractors’ Association ([nc.), has decided to hold: a smokin; 
concert at the Engineers’ Club om Tuesday, February: Fath. 
at 8 p.m., in order that the members in: London nay? have 
an opportunity of meeting the president, who resides at, 
Leicester, und other members of the Council from the 
In addition to the ordinary concert there will be 
discussion of matters relating to the electrical industry as i 
to the work ot the 
and any London electrical con- 


Contrac tors’ Associations, 


. tractor wishing for information regarding the work of thet 


Associations is heartily invited to attend the meeting. Shoul: 


апу such contractor wish, to do so he should notify. Mr., 


Leonard G. Tute, the general secretary, at 1, Sahin 
W.C.4, who will forward a ticket. |. = 


af 
| 
| 


TUR, 


ч this week we need the names 


Ke 


‘National Association of Supervising Electricians. Anso 


Dinner. — On Saturday last the annual dinner of, the Sw, 
N.A.S.E. was held at the Restaurant Frascati, London, he oy 
President, Major T. Vincent Smith, M.C., M.LE.E., being 
in the chair; the members and guests present numbered about 
150. In proposing the toast of © The king," the Chairman 
referred to His MaJesty'8 becoming Patron of the I.E.E. last 
year. The health of Те President °’ was proposed by Mr. 
F. W. Smith, who expressed the indebtedness of the Asso- 


ciation to Mr. J. 8. Hightield, President I. E. E., the immediate, 
past president, and paid a tribute to the tact and ability of 
. Major Smith, a 


a pioneer of wireless telegraphy on aeroplanes. 
A message from the ether in the Morse code then arrived by 

' buzzer," and proved to be the familiar refrain with which 
the gathering accorded musical honours to the subject of the 
toast. In responding, Major Smith expressed his sincere 
appreciation of the honour of being the president of that 
magnificent Association, which devoted itself io the acquis 
tion of knowledge, and was co-operating with ihe parent In- 
stitution in the work of its Committees. 

Major Hogan, proposing '' The Association ' in an amusing 
speech, said that every branch of the electrical industry had 
its own pet association except the commercial side; he 
favoured the idea of one big association for the lot. The 
N.A.S.E. had made steady progress since its formation in 


1914, and gave the most careful attention to the educational : 
side of its activities, affording special facilities and.low rates 
af subscription to the associates. Mr. С. G.. Wright responded. 


remarking that the Association had passed through very 


troubled waters, but had now got over its difficulties, and had : 
^n general secretary to look after its Interests, who would be 


able to present a very favourable report at the annual meet- 


1 
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ing. The Association. hoped shortly to extend its operations 
to the provinces, and had made a good start at Manchester 
and Ipswich. It had been particularly well received by the 
industry in general, and hoped to enrol every foreman engaged 
m it. [n order to improve the educational facilities, every 
employer ought to become an honorary member. Great care 
was taken with regard to membership; every member was a 
fully qualified man. 

Мг. J. S. Highfield proposed: '' The Visitors," congratulating 
Mr. Banister and other founders ‘on the. success. of their 
labours in establishing the Association, which was a solid- body 
of honourable men, every one of whom was imbued with the 
spirit of service and efficiency. Не did not agree that the 
журга Associations should combine in one gigantic. body. The 
ойша! Press had ‘served the electrical industry extra- 
ordinarily. well, and. the. Electrical. Development. Association 
хаз performing. а great service, though with limited funds; it 
wasestablished on a firm foundation, and its influence would 
continue to grow. .Sir В. Burton Chadwick, M.P., responded 
ina humorous speech, and expressed regret at the scarcity of 
шеп acquainted with science and engineering in Parliament; 
be felt that 1t was dangerous for Members to interfere with 
an industry which they did not understand. The electrical 
industry meant more thin any other to the development and 
well-being of the country. Mr. T. H. Windibank proposed 
"The Press " in coinplimentary terms, congratulating the 
Association „апа the industry on, the possession of a free and 
mdependent trade Press, and Mr. A. H. Allen responded. An 
ewellent programme of music, organised by Mr. Geo. Robin- 
sn, Was interspersed with: the toasts, and the function was 
exceptionally successful and enjoyable, the arrangements re- 
fleeting great credit on the organisers. , The President took 
cusan specially £o congratulate the secretary, Mr. Brammer, 
and those who bad assisted him in organising the entertain- 
ment. . 


X Motor іп а Fiery Mine.— The accompanying illustration 
shows a 100-h.p. * Witton’ motor, with а flame-proof slip- 
ring cover, installed іп a fiery mine— Taylor's Navigation 
Colliery, Nantgarw. The machine, which runs at 2,000 V, 
W cycles, 1,500 r.p.m., is employed in driving a centrifugal 

\ 


A “ WirrON " Motor IN А Frery MINE. 


pmp. The General Electric Co., Ltd., informs us that the 
Pietograph was taken by the light of a single 500-W ‘‘ Osram ” 
га е4 lamp; the result is certainly excellent. 


Educational.— East LONDON COLLEGE, UNIVERSITY OF LON- 
“ON, Mire END, E.t.—A course of eight lectures on the 
‘hermonic valve and the arc as generators for radio-telegraphy 

| be given on Tuesday evenings during February and 

March at 6 p.m.’ by Professor W. H. Eccles, F.R.S., and Мг. 
C. F. Elwell. Professor W. H. Eccles will deal with the sub- 
et: "The Three-Electrode Thermionic Valve as a Genera- 
or of Electrical Oscillations ” оп February 7th, 14th, 21st, 
“th. and March 7th. Mr. C. F. Elwell will give three lec- 
ше ori * The Poulsen Arc Converter " on March 14th, 2ist 
ind dth. Fee for the coursé, twò guineas; students attend 
2j University.. courses аё colleges and institutions of the 
University, l0s. 6d. .(For, further particulars see our adver- 
iment pages to-day.) .. коч | 


, Service Notes.—Warránt-Electrician F: Sweetman’ has 
¥en posted to ‘the’ destroyer. Diligence, ‘in the Mediter- 
^»n. The following officers of the’ Kent Fortress Engi- 
wers have resigned their commissions: Capt. E. Lefeaux, 
МИТЕ Е.: Lieut. A. P. Isard, A.M.LE.E.; Lieut. A.M'L, 


Atkinson, A.M.I.E.E.; and Lieut. J. С. de Wardt, A.M.LE.E. 
The latter three officers have been given the rank of captain 
on ieaving the regiment. It is’ believed that further cuts 
will be made in the establishments of the electrical depart- 
ments of both services on the score of economy. 


Fatality.—4A verdict. of ** accidental death ” was returned 
at a Bradford inquest, on January 27th, into the death of 
liawrence Waterhouse (23), a tester employed at the Phoenix 
Works of the English Electric Co., Ltd., who was found dead 
recently, lying on a motor test bed at the foot of a switch- 
board in the motor erecting shop. Harold Sutcliffe, foreman, 
said deceased’s head was on the iron frame of the board and 
the witness pulled the body away after insulating himself. 
The circuit breaker was in, and below it was a loose wire, 
coupled to а motor, apparently with a view to testing. Dr. 
Wrangham, testifying that death appeared to be from shock, 
said that.in cases of apparent death through shock it was 
well to continue attempts at artificial respiration until a doctor 
arrived. Mr. L. Jessop, an engineer, said there appeared to 
have been a pressure of 500 volts. Waterhouse could not 
have saved himself any appreciable amount of time or 
trouble by neglecting to open the circuit breaker. The board 
was up-to-date and good and safe. Witness had tested the 
floor in front of the board and found it quite in order. The 
regulations of the Home Office appeared to have been observed 
fully by the firm. Jos. S. Aykroyd, a tester, said the citcuit 
breaker was found to be in good order. The Coroner, address- 
ing the jury, said that nothing in the evidence threw blame 
on anybody. i 


Workers’ Welfare.—At a luncheon at the Connaught 
Rooms recently, Lord Invernairn (chairman. and managing 
director of William Beardmore & Co.), the chairman of the 
Industrial Welfare Society, gave an informal address on the 
object and activities of this organisation, and initiated a dis- 
cussion upon the improved relationship between master and 
man in firms where the Society's principles had been adopted. 

Lord Invernairn said he was a great believer in the benefits 
to be obtained from the movement by both employers and 
workers in this country. The scheme was of immense im- 
portance, and would have the effect of 
bringing about a much better under- 
standing between the so-called capitalist 
and the worker. 

The Rev. Robert R. Hyde, the director 
of the Society, said that no one had ever 
attempted to estimate the. enormous 
amount of time lost through minor 
ailments. It was one of the objects of 
the society to urge provision for the care 
of even the smallest accident in work- 
shops, with a view to saving time. 
Legislation for safeguarding against ma- 
chinery, &c., was largely wasted uróess 
the worker himself could be induced to 
take an interest in his own safety. Em- 
ployés were encouraged to give atten- 
tion to their own welfare and their work 
and to make suggestions for improve- 
ments. The industrial welfare super- 
visor was an important member of the 
staff and acted as an ever free channel 
between master and worker. He would 
deal with all complaints, and 16 was 
found that prompt. attention to these 
matters invariably resulted in trouble 
being nipped in the bud. 

The welfare movement was constantly 
expanding, and last year representatives 
of the society discussed the subject with 
the heads of more than 3,000 firms. In- 
quiries were continually being received 
not only from different parts of Great 
Britain, but from all over the world. 

Mr. Button, of the Amalgamated En- 
gineers’ Union, and a member of the Industrial Court, stated 
the attitude of labour to be one of great friendliness to the 
movement. Some people saw in it the promise of a new era 
as between workers and masters. There was already a new 
spirit permeating industry, and the _ Industrial Welfare 
Society might render unnecessary certain operations of the 
trade unions.—Financial Times. 


North Lancs. & South Cumberland Electricity District.— 
COMMISSIONERS’ INQUIRY.—The local inquiry by the Electricity 
Commissioners in connection with the scheme for the con- 
stitution of a Joint Electricity Authority for the above-named 
urea, that was submitted by the Provisional Joint Committee 
for the district, was opened at Barrow-in-Furness on January 
3lst. Sir J, Snell presided, and there was a large attendance. 
Mr. W. 8. Kennedy, for the Joint Committee, outlined the 
scheme, and Mr. P. J. Hibbert, J.P., chairman of the Com- 
mittee, supported it, and was closely examined by Mr. E. 
Wooll, for the Barrow Corporation. Mr. H. R. Burnett, secre- 
tary to the Committee and electrical engineer to the. Barrow 
Corporation, submitted new tables showing the generation 
costs for 1921, at which stage the inquiry was adjourned until 
the оролни day. We hope to publish fuller details next 
week. de Жу la А 
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INSTITUTION NOTES. 


The Institution of Electrical Engineers.—CoMMEMORATION 
Мевтіхоѕ.— Тһе following is the programme for the meetings 
which are to be held on February 21st, 22nd, and 23rd in 
commemoration of the first meeting of ‘* The Society of 
Telegraph Engineers," held on February 28th, 1572 :— | 


TUESDAY, FEBRUARY 2150, 1923 (at 3 p.m.).—Experimental lecture by 
Professor J. A. Fleming, М.А., D.Sc., F.K.S., on '"' Michael Faraday and 
the Foundations of Electrical Engineering." 


(Notg—The Annual Dinner of the Institution will be held this day . 


at the Hotel Cecil, Strand, W.C., at 7 p.m. for 7.30 p.m.) 
WEDNESDAY, FEBRUARY 22nd, 1922 (3.30 to 6 p.m.).—Short discourses 
on '' Reminiscences and Experiences of Electrical Engineering in both its 
Technical and Legislative Aspects.” 
(At 8.30 p.m.).—Professor Fienting will repeat his lecture of the previous 
day. 
THURSDAY, FEBRUARY 28rd, 1922 (3.30 to 6 p.m. and 8 to 10 p.m.).— 
Continuation of discourses on Electrical Engineering. 

It is hoped that the contributors on the Wednesday evening 
(February 22nd) and on the afternoon and evening of Thursday 
(February 23га) will include the following :— 

Mr. Ll. B. Atkinson Mr. J. E. Kingsbur) 


Mr. Frank Bailey Sir Oliver Lodge, D.Sc., F.R.S. 
Mr. О. H. Baldwin Prof. M. Maclean 

Mr. G. Balfour, M.P. Mr. W. H. Massey 

Sir T. O. Callender Prof. T. Mather, F.R.S. 

Mr. R. A. Chattock Sir William Noble 

Col. R. E. Crompton Lord Parmoor 

Mr. B. Drake Sir С. A. Parsons, K.C.B., F.R.S. 
Mr. H. Edmunds Mr. G. W. Partridge 

Sir K. Elphinstone, K.B.E. Mr. W. H. Patchell 

Mr. W. B. Esson Mr. J. H. Rider 

Mr. S. Evershed Mr. F. H. Royce 

Dr. S. Z. de Ferranti Dr. A. Russell 

Prof. G. Forbes Mr. A. Siemens 

Mr. E. Garcke . Mr. C. P. Sparks, C.B.E. 

Prof. Andrew Gray, LL.D., F.R.S. Mr. G. Sutton | 

Mr. F. E. Gripper Mr. J. Swinburne, F.R.S. 

Mr. H. Hirst Mr. А. А. Campbell Swinton, 
Mr. J. H. Holmes F.R.S. 

Mr. W. Judd Mr. J. C. Vaudrey 

Dr. G. Kapp Mr. A. H. Walton 

Sir J. Kemnal Prof. E. Wilson 

Sir Alexander Kennedy Mr. C. H. Wordingham, C.B.E. 
Dr. A. E. Kennelly Mr. A. Wright. 


A limited number of tickets will be available for visitors 
introduced by members. Early application for such tickets 
(not more than one per member) should be made to the 
secretary. The tickets will be posted as soon as possible after 
February 10th, und in the event of the applications being in 
excess of the number of tickets available, a Committee of 
Selection will allot the tickets. No tickets will be required for 
members. 


SovurH MiptAND CENTRE —Students’ Section.—The follow- 
ing meetings have been arranged : February 7th, ‘‘ Telephone 
Transmission through Submarine Cables," by A. Rosen, B.Sc. ; 
March 7th, ‘‘ The Measurement of Flux Density in the Air 
Path of a Magnetic Circuit," by W. P. Conley, В.5с.; April 
4th, ‘* Control of the Live Rail on Electrified Railways," by 
F. T. Pamment; April 25th, annual general meeting. 


INroRMAL MEETINGS Section.—At the meeting on January 
ord, Mr. R. Grierson was in the chair when Mr. 
R. J. Mitchell opened a discussion on " Electric Vehicles.” 
He said that in spite of the simplicity of control, the electric 
vehicle had not made the progress expected of it. In the past 
this was due largely to the low cost of fuel for the petrol 
vehicle, whilst the high first cost of the electric vehicle was 
to-day made to seem extravagant by the very low prices ob- 
tainable for second-hand lorries. Yet the electric vehicle was 
particularly suitable for internal town transport. It was 
easily adapted to special equipment, such as tipping gear, 
cranes, elevating apparatus, &c., which, with other vehicles, 
could only be obtained in a roundabout way. He read testi- 
mony to the merits of electric vehicles from the experience 
of many corporations and large commercial users, showing 1n 
some instances most remarkable savings in time and handling. 
and appealed for fuller co-operation in the matter of charging 
facilities from supply engineers. With regard to improve- 
ment in electric vehicles, the last word in battery design had 
not yet been said, and he thought the B.E.A.M.A. should 
offer a £100,000 prize for a battery giving, say. 40 watt-hours 
рег 10. If a share in the royalties on this battery were stipu- 
lated for, there would be no need to set aside a reserve for 
the prize money. The chassis was not perfect either, it could 
be enormously improved and lightened by better materials. 
Further, he had found wheels that could with safety, even 
improvement, be pared down 24 cwt. per set. 


Mr. A. W. Blake, of Willesden, gave a glowing testimony to 
the virtues of electric vehicles on municipal duties. He spoke 
from experience of many years, and at present was associated 
with eighteen electric, as well as several petrol vehicles. 
Every electric vehicle was working every day, and his figures 
of working hours showed an astonishingly good service, and 
freedom from even minor breakdowns. — 


Mr. N. Murphy continued the appeal for less anathy from 
supply engineers, and declared that if this vehicle was not 
taken serionslv, the vehicle makers would perforce provide 
their own charging facilities. 


Mr. A. G. Whvte recalled the statement that the cleansing 


superintendents had done more for the electric vehicle than 
all the station engineers, 


Messrs. F. Jackson, W. E. Warrilow, A. F. Harmer, W. E. 
Rogers, E. W. Epton, W. J. Minton, W. R. Montgomery, 
G. Y. Fraser, E. G. Kennard, E. A. Scarborough, and к. 
Grierson also spoke. 

The following programme of informal meetings for the 
month of February has been arranged :— 

February 6th, " Some Practical Applications of the Thermi- 
onic Valve," Mr. J. Joseph; February 13th, '''The Evolution 
of a Staff Trade Union," Mr. J. H. Parker; and February 
20th, " On the Emergency Use of Oil Fuel during the recent 
Coal Strike," Mr. E. F. Hetherington. | 

A.M.I.E.E. ExamMination.—It is proposed, if а sufficient 
number of candidates make application, to hold the Associate 
Membership examination in London and at other places (at 
home and broad) in April, 1922. Entry forms and full parti- 
culars can be obtained from the Secretary of the Institution, 
Savoy Place, Victoria Embankment, London, W.C.2. 

Junior Institution of Engineers.—On January 27th Mr. 
L. M. Jockel, of the North Metropolitan Electric Power 
Supply Co., delivered a lecture on ` Fuels and the Boiler 
House." The first part of the lecture dealt very fully with 
the chemical analysis of coal, and Mr. Jockel described the 
constitution of various *' standard ° types, explaining the 
main differerices between bituminous aud anthracitic coals. 
A number of calorimeters were described, particular attention 
being drawn to the Thomson-Rosenhain apparatus, in which 
combustion is assisted by means of low-pressure oxygen. ‘Lhe 
speaker showed a form of bomb calorimeter which he himself 
used, and which, he explained, had the outstanding merit of 
cheapness. He stated that he had had occasion recently to 
inquire into the advantages of employing a technical engineer 
solely for the purpose of testing samples of coal, and had 
drawn the conclusion that even in a station purchasing no more 
than £120 worth of coal per week such an engineer would 
secure economies more than justifying his salary. It was 
complained that technical engineers were scarce, but Mr. 
Jockel thought the lack of response was due to the inade- 
quacy of the salaries offered. Referring to the use of oil fuel 
in boiler furnaces, Mr. Jockel considered that, in spite of its 
many advantages, oil would not replace coal in this country 
as а steam-raising agent. In a comparison of costs he showed 
that oil had little or no advantage over coal in this respect; 
he also referred to the inadequate supplies at present avail- 
able. Coal was the greatest asset of this country, and should. 
therefore, be subject to proper control. Mr. Jockel advocated 
the institution of a body which should definitely state which | 
classes of coal should be used for direct burning, and which 
classes should be reserved for distillation and scientific. treat- 
ment. The speaker then laid stress upon the need for intelli- 
gent supervision in boiler-houses. In this country it was the | 
practice to employ practically unskilled labour, but 1n 
America it was becoming usual for technical graduates to 
commence their careers in the boiler-house, and the results 
justified this arrangement. | 


Institution of Post Office Electrical Engineers.—A meet- 
ing of the London Centre will be held at the Institution of 
Electrical Engineers, on February 8th. Kinematograph films 
entitled ‘‘ Audion-Thermionic Valves and their Application." 
and '' Telephone Inventors of to-day," will be exhibited. The | 
meeting is open to all officers of the Engineering Departinent 
eligible for membership of the Institution; and members ot _· 
the Telegraph and Telephone Society of London. Members 
may introduce visitors to the meeting. 


Edinburgh Electrical Society. At a meeting of the Society, 
held on January 27th. a paver on '' Country-House Plant" - 
was read by Mr. T. S. Munnoch. The conditions which 
governed the class of wiring, size and voltage of plant. were 
considered, The prime movers—water. steam and internal- 
combustion engines—were compared. The lay-outs of various 
engine rooms were described, and the author gave examples 
from his experience of difficulties which had arisen jn the. 
course of erection or running of such plant. Mr. D. 8. Munro" 
presided and intimated to the vounger. members the condi- 
tions applving to apprentices’ papers, which are to be read : 
on February 10th. 


Institution of Welding Engineers.—Members of the various 
aections of the welding industry at a meeting, held on Januarv 
96th. at the Holborn Restaurant, adopted a proposal to form 
~ new welding society embracing all systems of welding. А 
strong Committee, with power to add to their number, revre- 
senting the different interests, was elected to draft the Con- 
stitution with a view to revistration after approval bv А 
seneral meeting which wil! be called at an early dale. The 
name agreed upon is the Institution of Welding Enamneer™ 
and all interested in the welding and allied ‘ndustries ml 
he sligible for membership The temporary offices are at 9^ 
Red Lion Square, London, W.C.1. 


Greenock Association of Flertrical F ugineers.—At a meet- 
ing held on T^»narv 25th. Mr. George C. Reid. Glascow. read. 
a naper on “ Wireless Telegranhv ” and illustrated his paints 
with the aid of a wireless set fitted un in the lecture hall. 
the gerinla heing strune across the ceiling. Mr. Reid was 
ahly лакай hv Misa Krawles, Greenock. wha mave an m 
teresting accaunt of a wirelesa set «Һе had erected nn? nnt 
into operation. A discussion on wireless power transmieston 
followed. | 
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OUR PERSONAL COLUMN. 


tke Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
und industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL Review posted as to their 
movements. 


(үш. G. SCHLUEDERBERG, assistant to the manager of the 
supply Department, Westinghouse Electric & Manufacturing 
co. left New York City recently on an extended trip to South 
Americas He will spend three months in studying electrical 
werchandising business conditions in Latin America in the 
interests of the Westinghouse Electric Co., and will visit Chile, 
feu, Uruguay, Paraguay. and Brazil. | 

Mz. С. V. 5. DickiNs, А.М.Т.Е.Е., of the Bombay Electric 
supply & Tramways Co., Ltd., Bombay, is returning to Eng- 
laud on furlough in May next. lle will reside at the Engi- 
ters Club, London. | 

Me. Harry RICHARDSON, corporation electrical engineer, 
l'undee, 15 on the list of the city’s new Justices of the Peace. 

The Times Berlin correspondent says that Dr. RATHENAU has 
ren appointed Foreign Minister. 

The Review of the River Plate says that the Metropolitan- 


Viekers Electrical Export Co., Ltd., 15 the latest of the well- 


шуп British electrical manufacturing companies to estab- 
sh its own branch in Buenos Aires. It has acquired 
пешзеѕ ш Calle Peru 451-465, where it has oftices, show- 
пеш and warehouse. The manager for South America for the 
interests of the Metropolitan-Vickers Electrical Export Co., 
itd. Mr. George Harlow, arrived there on December 20th, 
and took over his new duties. Mr. Harlow has had very 
oinderable experience in the company's service in Sydney, 

Australia. 

Ma. AnTHUR 5. Markers, A.M.I.E.E., has resigned his posi- 
tien With the Simplex Conduits Co., Ltd., and has Joined the 
Sad Hardware Manufacturing Co., Ltd., Addison Bridge, 
»nungton Road, W., as London representative. 

MR. ARTHUR J. CRibGE, who has been associated with the 
Yetropolitan-Vickers Electrical Co., Ltd., of Trafford Park, 
Manchester, has resigned his position of manager of the 
.andfonner Sales Department in order to join the staff of 
he Brush Electrical Engineering Co., Ltd., of Loughborough. 
He will take over the sale of the transformers manufactured 
vi the Brush Co. 


Obituarv.—Si& Francis Barker.—We regret to record the 
wth, which took place at Cannes at the age of 57 years, 
ter an operation and an illness of some months, of Sir Francis 
Пету Barker. a director of Vickers, Ltd. He was chairman 
u the Executive Council of the Russo-British Chamber of 
! "merce, and received the honour of knighthood in 1917 for 
-niees rendered during the war. 

Me. C. S. RowrAND.—The death took place on January 14th, 
at the age of 52 years, of Mr. C. S. Rowland, who had for 
the past nine years been electrician at Lee Manor (Bucks.). 
Не was previously for upwards of 90 years on the staff of 
Messrs, Drake & Gorham, Ltd. 

Мв. ALEXANDER McGeocu.—The death took place at Acock’s 
тееп last week, at the age of 68 years, of Mr. Alexander 
4-Geoch, а member of the firm of William McGeoch & Co., 
JL, electrical accessory manufacturers, Birmingham. The 
ased was appointed an Officer of the Order of the British 
Enpre in March, 1920. 


Wil—The late MR. W. E. MaxprLICE, of the Underground 
E-ctric Railway Co. of London, left £10,563 gross and £8,802 


oet. 


NEW COMPANIES REGISTERED. 


Hot-Plate Hardware Co., Ltd. (179,284).— Private com- 


DOR Registered January 26th. Capital, £2,000 in £1 shares. To adopt an 
мет with S. Mann and to carry on the business of makers of and 
sors in hat-plates of all kinds, whether heated by electricity, pas, water, 
DUD. or otherwise, kettles, Saucepans. and all kinds of kitchen utensils, &c. 
Co Srt directors are: S. Mann, Cranleigh, Surrey, house furnisher (chair- 
Tr T. Sune, Cranleigh, Surrey, house furnisher; H. F. Thorpe, no address 
иет. Qualification, £50. Solicitors: J. E. Lickfold & Son, 17, Bedford 
ка WOT 
Neco, Ltd. (179,210).—Private company. Registered 
auon Brd, Capital, £1,000 in £1 shares. To carry on the business of 
+ aula turers of and dealers in electrical accessories, switchboards, mapnetos, 
е. batteries, accumulators, electric lamps, motors, dynamos, clectroliers, 
Ure light fittings, cable and flexible cords, bell wires and other electrical 
eru, and such woodwork as is required for use in connection therewith. 
le Brt directors are: С. L. Douthwaite, 8, Bankfield Road, Shipley, engi- 
^*. R. Lindlev, Prudential Buildings, Bradford, incorporated accountant. 


Lar Н. Simpson. Registered office: 6, Back York.Place, King Street, 
QE, 


Tadia Association, Ltd.—The India Association, Ltd., has 
ЭЖ" feuistered as д“ private " company with a nominal capital of 2100.000 
” £0 shares, to construct, improve, work, manage, or control. in the Indian 
09е ог elewhere, public works and conveniences of all kinds, including 
7*25. tramwavs, docks, harbours, piers, wharves, canals, reservolrs, em. 
отеп, irrigation, sewage, drainage, sanitary, water, ons. electric light 
at Dower installations, telegraph and telephone equipment, hotels, warehouses, 
Frets, and public buildings; to carry on business n9 bankers, merchants; 
ЧИ ШИ, promoters, underwriters. financiers, concessionatres. &c. The sig- 
ris to the Memorandum. of Association (each signing for one share) are: 
LO. Calender, Hamilton House, Victorla Embankment. E.C. (director 
Pat Cable & Construction Co.. Ltd): F. W. Smith, 4. Central 
“dinge Westminster, S.W. (chairman Metropolitan Carriage, Wagon and 


Finance Co.); H. E. E. Procter, 29, Great St. Helen's, E.C. (partner 
Killick, Nixon & Co.); F. Byrne, 4, Central Buildings, Westminster, S.W. 
(director Dorman, Long & Co., Lid.); H. C. Levis, 83, Cannon Street, Е.С. 
(chairman and managing director British Thomson-Houston Co., Ltd.). The. 
hrst directors (to number not less than three nor more than ten) ure to һе. 
appointed by the signatories, Т. O. Callender signs as * subscriber and direc- 
tor." Qualification, one share. Remuneration (except managing director) as 
fixed by the company. Secretary: W. G. Hendrey, ~“ Twylord," Twyford 
Lane, Caterham Valley. Solicitors: Drake, Son & Parton, 24, Rood Lane, 
E.C. The registered office is at Temple House, Temple Avenue, E.C.4 File 
number 179,224. 


Charles Jones, Junior, Ltd, —Private company. Registered 
in Dublin, January 26th. Capital, £2,000 in £1 shares. To carry on business 
as electrical and mechanical engineers, contractors, manufacturers, &c. -The 
first directors are: C. Jones, junr., '' Kincora," Merrion Road, Ballsbrid e, 
Dublin, electrical engineer; С. F. Beckett, 73, Pembroke Road, Dublin, 
builder and contractor. Secretary: C. Jones, junr. Registered office: 3, 
Aston's Quay, Dublin. 


Sheffield Welders, Ltd (179,268) .— Private company. 
registered January 25th. Capital, £1,000 in £1 shares. To carry on the 
business of welders and cutters of metals and other substances by electricity, 
oxy-acetylene, or other similar process, &c. The first directors are: . B. 
Hughes, 41, Cavendish Street, Sheffield; F. Unwin, 294,  Ecclesall Road, 
Shefheld. Qualification, £100. Registered office: 619, Carlisle Street East, 
Sheffield. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Reading Electric Supply Co., Ltd.—Trust deed dated De- 
cember 3151, 1921, ‘to sccure £100,000 debenture stock, charged on certain 
freehold and leasehold hereditaments and the company's undertaking 
perty, present and future, including uncalled capital. Trustees : 
Association, Ltd. 


Rapid Magnetting Machine Co., Ltd.—Deposit on Janu- 
ату 17th, 1922, of deeds of 48, 50, & 52, Lombard Street, Birmingham, to 
secure. all moneys due ог to become due from company to Barclay's Bank. 


Yorkshire & District Electric Lamp Repairing Co., Ltd.— 
Mortgage dated January 2nd, 1922, to secure not more than £1,500, which 
the mortgagees may pay under their guarantec to company's bankers, charged 
ол land with Heetey Mill, &c., thereon, in Saxon Road, Heeley, Sheffield. 
Holders: H. J. M. Cockayne, А. S. Lee, A. C. Davy, and V. B. Vickers, 
all of Sheffield. 


Nairobi Electric Power & Lighting Co., Ltd.—Satisfac- 
tion to the extent of £1,000 on December 3lst, 1921, of debentures dated 
September 10th, 1913, and July 26th, 1915, securing £20,000. 


Rawlings Bros., Ltd. (67,908).—Return dated September 
29th, 1921. Capital. £100,009 in £1 shares. (70,000 ordinary and 30,000 pre- 
ference.) 50,744 ordinary and 20,685 preference shares taken up. £71,429 
paid. Mortgages and charges, nil. 


Ackroyd & Best, Ltd. (54,600).— Return dated August 
23rd, 1921. Capital, £25,000 in £5 «shares. (3.300 preference and 1,800 de- 
ferred.) All shares taken up. £15,500 paid on 3,100 preference and £9,500 
considered as paid on 100 preference and 1,800 deferred. Mortgages and charges, 
£48,400, sealed debentures. . 


Southern Brazil Electric Co., Ltd.—Particulars of £194,500 
8 per cent. notes (including £176,500 already registered) authorised by resolu- 
tions of January 19th and June 24, 1921, and January 4th, 1922. Present issuc, 
£18,000. Charged on the company's undertaking and property, present and 


future, including uncalled capital, subject to £750,000 6 per cent. first mort- 
наре debentures. 


Yorkshire Cable Co., Ltd. (99,015).—Return dated De- 
cember 28th, 1921. Capital, 220.000 in £1 shares. 13.100 shares taken up. 
£13,100 paid. Mortgages and charges, £7.000. 


and pro- 
British Trusts 


CITY NOTES. 


Stock Exchange Notices.—The Committee has ordered 
the following to be officially quoted :— 
Mexican Electric Light Co.—5,567,000 dols 5 рег cent. first mortgage gold 


bonds (endorsed), within Nos. СІ to 1,100 (100 dols), DI to 3,050 (200 dols), 
and МІ to 4,400 (1,000 dols), in lieu of the deposit receipts now quoted, 

Mexican Light & Power Co.—11,349,500 dols 5 per cent. first mortgage gold 
bonds (endorsed), within Nos. 1 to 14,000 (500 dols and 1,000 dols); and 
£1,000,000 5 per cent, second mortgage fifty-vear bonds (endorsed) (Nos. 1 to 
10,000), in Пец of the deposit receipts now quoted. 


Mexico Tramways Co.—10,298,000 dols general consolidated first mortgage 
fifiv-vear five per cent. gold bonds (endorsed) (Nos. AL to 3,730. 1,000 dols, 
B7,501 to 16,196 and 16,201 to 16,800, 500 dols, and C16,501 to 39,900, 100 dols); 
and £1,250,000 6 per cent. fiftv-year mortgage bonds (endorsed) (Nos. 1 to 
12.500, 100 dols). in lieu of the deposit receipts now quoted. 


Pachuca Light & Power Co.—£800.000 5 per cent. first mortgage fifty-vear 
bonds (endorsed) (Nos. Al to 7,000, £100, and B1 to 5,000, £20), in lieu of the 
deposit receipts now quoted. 

Dublin United Tramways (1896), Ltd.—The directors 
recommend payment of dividends as follows, less income tux, 
for the half-year ended December 3186 : 6 per cent. per annum 
on preference and 7 per cent. per annum on ordinary stock, 
making, with the interim dividend paid in July last, 5 per 
cent. for the year. £35,000 is set aside for renewal of track, 
and £12,478 is carried forward. Last vear 230.000 was set 
aside for track renewal; £2,000 was taken off in respect ot 
depreciation of investinents; the dividends were 6 per cent. 
on preference and 7 per cent. on ordinary shares, both less 
tax, making 54 per cent. per annum, and the carry forward 


Was £13,331. 


City of Buenos Ayres Tramways Co., Ltd.—Balance divi- 
dend of 1s. 8d. per share, making 5 per cent. per annum, lesa 


tax, placing £2,000 to general amortisation fund, and carry- 
ing forward 27,339. 


Westminster Electric Supply Corporation, Ltd.—Final 
dividend at the rate of 12 per cent. per annum; less tax, for 
the half-year, making 10 per cent, for the year. 
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.STOCKS AND SHARES. 


TUESDAY EVENING. 


SOMETHING of a pause has occurred in the rush after invest- 
ment securities. Jt may be that prices have reached levels at 
which even the eager investor hesitates before he cares to 
make further purchases. In the purely gilt-edged market, 
the trouble in India is certainly playing its part in producing 
an attitude of hesitancy. This influence 1s, of course, largely 
sentimental. It is supplemented by a good deal of quiet 
selling of the War Loan on the part of the people who see a 
reasonable profit, and who are content to sell, awaiting a 
favourable opportunity for using the money later on. Indus- 
trial debentures, more especially those in the electrical indus- 
try, show such strength as to emphasise the view that these 
stocks have got into the hands of permanent holders who 
prefer rather to increase their holdings than to sell them. The 


increasing pressure of tax-collection adds another reason to 


the catalogue of those which give pause to employment of 
money that the Inland Revenue is endeavouring to divert 
to itself. But sound stocks, not only in the debenture and 
preference elasses, remain exceedingly firm. — Illustration is 
afforded by the further, string of rises which have occurred, 
for the second successive week, in the shares of the electricity 
supply companies. 

Westminster ordinary a 64, County preference 83, City 
Lights 36s., both classes of London Electrics, Metropolitan 
preference and South Metropolitan 7 per cent. preference are 
all better on the week. South Metropolitan 2nd preference 
advanced also to 17s. 6d., St. James's preference to 52, and 
Westminster preference to 34. The difficulty is to supply the 
would-be purchasers, and the strength of the market includes 
provincial issues as well as those confined more particularly 
to London. Reading Electric 74 per cent. debenture has 
risen to 64 premium, while Llanelly debenture remains firm 
at 31 premium. Fife Tramway Electric debenture has been 
over 5 premium, but reacted to 43 premium, this (Tuesday) 
afternoon. Newcastle-on-Tyne 2nd debenture stock touched 
574 before it reverted to 87§. British Thomson-Houston after 
being better, finished at 54 premium. Midland Counties Elec- 
tric 74 per cent. debenture stock has risen to a trifle over 
100. There is little stock to supply the persistent demand, 
and the lists of stocks which the jobbers have to offer seem 
to grow more bare each week. 

Indian securities of all kinds are amongst those which 
ure readily obtainable at the moment. The aspect of affairs 
in the Dependency is regarded as grave, and is having an 
important effect upon markets generally. Calcutta Electric 
Supply ordinary shares have gone back to £l, Madras Elec- 
tric Tramways to 23, while the shares of the Madras Electric 
Supply Corporation gave way to 15%., the preference to 13s. 9d. 
Auckland Electric Supply 5 per cent. tax-free preference 
shares can be obtained at 19s. 3d., giving a return of £5 3s. 6d. 
net, equal to nearly 74 per cent. gross, taking tax at 6s. in 
the pound. Dividends are due in March and September. 
Amongst the debentures still on offer are the 8 per cent. 
secured bonds of the Barcelona Traction, Light & Power Co. 
obtainable at 96, giving a return of £5 6s. 6d., with interest 
due in January and July. Annual drawings start at 106 five 
months hence. Having regard to the disturbed state of some 
of the Spanish cities, the security, of course, possesses ele- 
ments of speculation. North Metropolitan Electric Power 
Supply 74 per cent. debenture stock has gone up to 1034, at 
which the vield is 73 per cent. on the money, while À per cent. 
more can be obtained hy the purchase of Shropshire, Wor- 
cestershire and Staffordshire Electric Power 73 per cent. 
guaranteed convertible debenture stock, obtainable at 102. 

Vivacious dealings in Radio Corporation shares stand out 
ав the particular feature of the wireless market. The common 
shares rose to practically £l, while preferred were up to 
14s. 6d., before reaction took them to Ј8к. 6d. and 12s. 6d. 
respectively. These two prices. it may be noted, together 
make 31s., which represents the value cf one. American 
Marconi share. The buying of Radios emanated entirely from 
New York, and was accompanied by no definite reason. But, 
putting two and two together, some in the Stock Exchange 
agree that there may be found some explanation in the fact 
that this activity started about the same time that the Com- 
mission over here issued its Report upon wireless affairs. The 
shares of the parent company haye scarcely moved from 35s., 
but Canadian Marconis improved to 8s. 6d. before they gave 


wav to 7s. 9d., and Marconi Marines at 238. аге distinctly 
higher on balance. 

Great Northern Telegraphs are 10s. up at 962. Anglo- 
American Telegraph preferred gained two points at 91, and 
the Eastern group is strong tbroughout, Eastern ordinary 
being up to 170. Cuba Submarines at 71 are 5s. higher, Chile 


Telephones at 53 are equally better, and the market shows 
conspicuous strength. 
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Amongst foreign tramway and traction descriptions, Anglo- 
Argentines stand out with rises to 25 and 34 for the first and 
second preference respectively, while the 5 per cent. debenture 
stock 1з four points up at 70}. 
lost the two points which they gained last week.. Mexicans 
are again better, a more cheerful sentiment pervading the 
Mexican outlook as a whole, and the issues of the Utility 
companies adding fresh points to those which they gained a 
week ago. Mexican Light & Power common shares are 3 up, 
and the bonds are mostly 1 to 3 better. 

General Electric ordinary shed a few pence at 19s. 6d... but 
the preference are Is. higher at 9. 3d. Various vague re- 
ports gained circulation. during the last .fortnight, which 
hinted, at any rate, that there might be a new issue in con- 
templation, but these have been contradicted. 

Babcock & Wilcox, atter bracing up to 28. went back to 
2.9/16, leaving the price unchanged on the, week. Тһе ten- 
dency in the manufacturing market is towards higher prices. 
Electric Construction debenture at 56 1s 2 points up. 
have occurred in. British Insulated, Callenderz, Henleys pre- 
ference and Metropolitan-Vickers preference, the last-named 
being advanced on the news that the company has secured, 
in the face of competition, an important contract for locomo- 
tives in South Africa. This served to strengthen the price 
of Vickers ordinary, which rose to 9s. 3d., but failed to hold 
the full improvement. 
show a disposition to ease off. Rubber shares are uninter- 
esting. 

Home Railways are attracting more attention than usual, 
but Undergrounds exhibit no great change. The Income 
Bonds are one down, and Metropolitan ordinary is one higher 
at 204. 
demand for such securities slackened as the War Loan, and 
its immediate circle of stocks, fell back from the recent best. 


SHARE LIST OF ELECTRICAL COMPANIES. 


Home ELECTRICITY COMPANIES. 
Dividend. Price 


^———. Jan. 81, Rise or Yiela 
1919. 1920. 1928. . fall. p.c. 
Brompton Ordina - m .. 12 12 n — £9 12 
Charing Cross eee T 1 8 4 — 8 8 6 
Chelsea ee ee ee ев 6 8$ nar 8 5 6 
Cit 7 London ae 18 14 14 4 6d. 968 
do. 6 per cent. Pret... is 6 6 19/- — 6 6 4 
County of London 8 8 9% — 8 В 6 
do. do. Б per ¢ cent. "Pret... . 6 6 84. * à 7 910 
Kensington Ordinary . T T 7 9 bi — 811 6 
London Electric. . 94 4 ] ik + k 6 6 9 
do. do. 6 per cent. "Pret... ` 6 6 H +à 947 
оу ротар ёз 6 7 4 + i 716 7 
4h per cent. Pref... 4а 4 А + 713 
Bouth со 2% e es 6. 7 24 — 19 9 0 
South Metropolitan Pref... .. 7 7 1 +1 0 0 
Westminster Ordinary.. "T - 10 10 64 — 7 18 10 
TELEGRAPHS AND TELEPHONES. 
Anglo om: Tel. Pref. .. T Tm 6 6 9t +1 6111 
Def. oe ee ee 1% 14 19 — 9 8 
Chile первое ir 5% - 6 6 + i B1 
Cuba Sub. Ord. .. zs T is 1 7 7 + 9 18 
Eastern Extension  .. ee .. 10 10 1 + Ф 6 18 
Eastern Tel. Ord. s Iu 10 10 170 + 2% 6 17 
Globe Tel. апа Т. Ord. T .. 10 10 . 17 — 617 
do. do. Pret. ee ee 6 6 94 ve 6 1 
Great Northern Tel. .. vs œ» 2 24 26 + 4 8 19 
Indo- European se ee ЕСУ ee 10 10 80 m—— 8 b 
Marconi ee ee ee 95 15 1 — B 11 
Oriental Telephone Ord. Be ee 19 19 2 — *8 0 
United R. Plate Tel. ve ee oe 8 8 644 === «6 6 
West India and Panama  .. . Nil Ni 5/- — Nil 
Western Telegraph ‘s. .. .. 10 10 17. — *5 17 
А Номе RAILS, 
Central London Ord. patented б 4 4 67 — 704 
Metropolitan  .. oe - 1 14 904 +1 5 1 8 
do. District . .. Ni Ni 23% — Nil 
Underground Electric Ordinary .. Ni Nil 14 Nil 
do, do. “A”, „„ Nil Nil 5j- — Nil 
Тах си Trams, &0, 
Anglo-Arg. Trams, First Pref. .. 1 9i + yh All 4 
"de. do. d Pref. NA sf 8 +, 819 6 
do. do. брег cent. Deb. b b 70 +4 7 110 
Brazil Tractions Nil Nil 83 — 2 Nil 
British Columbia Elec. Rly. "Poe... 5 5 €0 — 8 5 4 
| do. do. eferred .. 5b 98/- 68 — *718 0 
do. do. Deferred .. 8 194. 6 —1 *10 810 
do. do. Deb. es 4 4 63 — 6 16 0 
Mexico Trams. б per cent. Bonds... N N BS +8 = 
do,  do.6 percent. Bonds., Nil Nil 99 +1 Nil 
Mexican Light Common .. .. Nil Nil 15 + Nil 
|. . do. Pref. .. .. .. Ni Ni 84 +1 Nil 
MANUFACTURING COMPANIES. . 
Baboock & Wiloox  .. s . 15 16 De - 6 4 
British Aluminium Ord, oe .. 10 10 16/8 == == 
British Insulated Ова, e 070 15 16 14} +3 8 171 
Callenders » i» we we 15. 15 1% + а 912 
99 Pref. өө ee ee 64 64 18/9 a ME rc 6 18 
Crompton Ord. .. .. ee ee 10 10 18/9 — 14 11 
Edison-Bwan  .. „ 10 = 5/8 — 6d. = 
do. do. брег Sont. Deb. ee 5 62 — 8 1 
Electric Construction... — .. oe 10 10 18/9 — 10 18 
English Electric ee ee .. өе. 8 f 8 9/6 Ti ; 16 17. 
до. Pref... . .. 6 6 18/9 — 8M 
Gen. Elec. Pref.. ә ee ee ee 64 64 19/3 +1/- 6 16 
до. Ord. ee oe ee eo 10 10 19/6 —6d. f 10 5 
Henley ee ee eo ee | e^ 15 15 15 — 9 13 
do. Pref... «2 of e 4 4 8 +; 60 
India-Ru ber ee ` өө ee oe 10 == Y» — жаң 
Met.-Vickers Pref.  .. ke ee 8 8 у + te os 1 
Blemens Ord. ee ее ee: еэ: 10 10 ' 99/- — 9 1 
Telegraph Con... .. « » 9 90 28 ao, 19926 


* Dividends раја їтее of Income Tax. 


Brazil Tractions at 33 have. 


Rises - 


Other armament, iron and steel shares 


Prior-charge stocks are well maintained, though the ^^ 
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THE PHYSICAL SOCIETY OF LONDON. 


TWELFTH ANNUAL EXHIBITION. 


(Continued from page 136.) 


A complete line of new and improved alternating-current 
instruments has been patented and successfully developed 
during the last two years by Mr. C. L. LIPMAN at the re- 
arch Laboratory of Méssrs. NaLbER Bros. & THOMPSON, 
L1p., and some fine examples of these were exhibited. Some 
technical information about the new principles on which these 
instruments are working was made public for the first time 
about four weeks ago, during a discussion on ‘‘ Some Recent 
Developments in the Design. of a.c. Instruments," before an 
informal meeting of the Institution of Electrical Engineers. 

The new power-factor meters are constructed on the '' com- 
ponent field " principle, according to which the production of 
a "resultant rotating magnetic field ’’—which is the cause 
of many large errors in phasemeters—is avoided by arranging 
the field-current coils with their axes parallel in different 
planes, the moving system comprising a spindle and an ap- 
propriate number of thin iron vanes (specially shaped and set) 
mounted thereon in these parallel planes. 

No resultant rotating field is set up by this construction, 
ind consequently the ‘‘ rotational drag torque " upon the 
moving system is not produced and the disadvantages arising 
from that torque are obviated. The principle is perfectly 
general, and permits the construction of power-factor meters 
for polyphase unbalanced-load circuits as well as for balanced- 
lad two- and three-phase circuits, and for single-phase cir- 
cuits, 

It is claimed that with this improved construction accurate 
indications are obtained at all currents between one eighth 
and full load. Other advantages are an extremely light move- 
ment, very small volt-ampere consumption, efficient air damp- 
ing, high torque, and perfect freedom of rotation of pointer, 


Fic. 17.—Power Factor METER. 


ening а 360-degree scale of theoretical shape as illustrated in 
He П. 

he " Nalder-Lipman ” rotary synchroniser was exhibited 
їп two sizes, З in. and 12 in. dial, fig. 18, but a third size, 
3 in. dial, is also being manufactured. "These instruments are 
“ular in construction to the single-phase power-factor meter, 
exept that the current coils of the power-factor meter are 
paced by pressure coils connected to the incoming machine, 
ind the position of unity power factor corresponds to syn- 
‘hronism between the bus-bar pressure and that-of the incomer. 
ihe pointer being free to rotate continuously, rotates in one 
direction or the other, according as the incomer is running 
stove or below synchronous speed. 

The special features of this new type of synchroscope are 
‘hat it inspires confidence in the operator by the perfectly 
Шог and smooth rotation of the pointer over the dial, 
‘nd that it does not “ break out of step ” for a considerable 
‘iference in frequency between the bus-bars and the incoming 
chine, 

Uther advantages are an extremely light moving system, 
ry low power consumption, being only about 8 volt-amperes, 
‘hus necessitating only а small potential transformer, simple 
"м robust construction, and exceedingly high torque. If 
‘sired, a green and red signalling device can be fitted to the 
trument. 

The Nalder-Lipman frequency meter for station use was 
"ean in the 12 in.-scale sector pattern, giving about 2 inches 
‘lection per period. The total range of this '' Ideal” sta- 
ten frequency meter is 47 to. 53 cycles per second, with 
^ cycles as normal in the middle. 

A multirange round-pattern frequency meter for laboratory 


use was also exhibited, having three ranges and covering a 
total range of frequencies from 20 to 65 cycles, as illustrated 
in fig. 19. In this frequency meter a pointer deflects over an 
exceedingly open scale and indicates accurately the instanta- 
neous value of the frequency of the a.c. system to which the 
instrument 1s connected. 
The construction is in general similar to that of the Lip- 
müan-type synchroscope, except that all coils are connected 
across the same mains. For frequencies up to 100 cycles per 


“оштв wo 
^v 50 


Kia. 18.-—SyNcHROSCOPE, 19-INcH SIze. 


second one coll is tuned to resonance for a selected or normal 
frequency, but for higher frequencies a very open scale is 
obtained without the aid of electrical resonance. One of the 
most striking features of this instrument is the very open 
and long scale. The flexibility and simplicity with which any 
shape and length of scale can be obtained are remarkable. 
Thus the length of scale per period can be arranged to be 
anything from 3/16 in. to 4 in., according to requirements and 
to size of instrument. 

The degree of accuracy claimed for this type of frequency 
meter is very high. The slightest change in frequency is 
instantly indicated by the pointer. No moving coils are em- 
ployed, and all extraneous controlling forces due to conduct- 
ing ligaments or brushes are thereby entirely eliminated. All 
coils are air-cored, hence the instrument is free from errors 


Fia. 19.—MULTI-RANGE FREQUENCY METER. 


due to saturation and losses in the iron. This instrument is 
independent of temperature variations. A variation of voltage 
of plus or minus 20 per cent. from the normal, for which 
the instrument is designed does not affect the readings by 
more than 1 per cent. The operating forces are exceedingly 
high, and permit the construction of graphic frequency meters. 

Apart from the meters described above, a number of other 
interesting and important instrument were also exhibited by 
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Messrs. Nalder Bros. & Thompson. Amongst these was a 
highly sensitive alternating-current relay (fig. 20) patented by 
Fawssett & Parry, for use in connection with Merz-Beard and 
Merz-Hunter cable protection systems. An  induction-type 
overload relay with adjustable inverse time limit, also reverse- 
current and reverse-power relays for alternating current, and 


Fia. 20.—Sensitrve RELAY (FaAwssett-Parry). 


the ‘‘ Ohmer ` insulating-testing set of electrostatic type, pos- 
sessing advantages due to its lightness and immunity from 
disturbances due to magnetic fields. 

A collection of hyper-(long) scale ammeters (fig. 21) and volt- 
meters also attracted attention, whilst à complete line of port- 


Fra. 21.—HYPER-SCALE AMMETER. 


able instruments, including potential! and series transformers 
for high and low pressure circuits, sub-standard wattmeters, 
voltmeters and ammeters, lamp and cell testers, maximum- 
demand indicators, &c., impressed visitors with their compact- 
ness, neatness of workmanship and excellent finish. 


Messrs. Siemens broruers & Co., Lrb., showed both sus- 
pended-coil and pivoted-coil temperature indicators and 
recorders of the wall and portable types. Also thermo-elec- 
tric pyrometers with enclosed and exposed terminals respec- 
tively were to be seen on the stand, as well as a selection of 
primary cells and batteries. 


The Weston EkEcTrRICAL Instrument Co., Lrp., exhibit 
comprised a selection of various types of a.c. and d.c. indi- 
cating and measuring instruments of both the laboratory 
and switchboard types; also testing devices, potential trans- 
formers, and typical moving parts, which showed the details 
of mechanical construction. The firm's work is of a high 
class and the instruments have a high degree of accuracy. 
It was noticed that the miniature precision d.c. instruments 
are growing in size, and the garage testing sets and small 
pattern instruments for use on motor.cars, &e., are very use- 
ful. The typical a.c. scales of the milliammeters and 
amineters used on small wireless telegranh and telephone sets 
are slightly congested near the zero, but the divisions 
approach uniformity over the greater portion of the scale. 

The thermo galvanometers cr ''eurrent-squared " meters 
have a sensitivity of 115 milliamperes and a resistance of 
4.5 ohms. The seale has 50 divisions uniformly divided and 
figured from 9 to 100. This scale does not indicate the actual 
eurrent flowing, but represents a value which is proportional 
to the sanare of that current. The instruments are exten- 
sively used on wavemeters and wherever decrement measure- 
ments have to be made. 

The Model 400 radio-frequency thermo-ammeter consists 
of a heating element and a d.c. permanent magnet indicator 
calibrated to indicate directly the current passing through 
the heating element. These instruments are self-contained 
with either front or back connection’ studs for currents up to 
and including 100 amperes. Above 100 amperes external heat- 
ing elements must be used. Ranges of 100 amneres or below 
are also supplied with external heating elements when 
desired. although for the lower ranges it is preferable to use 
the self-contained instrument. Thev are of equal accuracy 
whether they are used on audio or radio freauencies. and are 
guaranteed to be accurate within 1 per cent. of full scale 
value. Their use can also be extended to include measure- 


menís of currents where bad wave form or frequency pre- 
cludes the use of other forms of instruments. They require 
only one-sixth as much power for their operation as do the 
ordinary hot-strip expansion type instruments. 


Mr. Н. W. SuLLIvAN.— Тһе majority of the exhibits on this 
stand had appeared at previous shows, but there were several 
of a novel character, from amongst which the following have 
been selected : The radio frequency bridge is suitable for the 
measurement of resistance, capacity, and inductance at radio 
frequencies. One of its chief advantages is the employment 
of a high-frequency generator, in place of the buzzer apparatus 
which has hitherto been used for determinations of this char- 
acter, the use of which enables tests to be carried out under 
actual working conditions; the range of frequencies of the 
oscillator is between 10,000 and 500,000, the higher frequency 
representing a wave length of 600 metres. The set, we believe, 
is the first of its kind available for practical testing purposes 
and, it is hoped, will fill a long-felt want for the easy and 
accurate measurement of the quantities for which it is de- 
signed. It is not essential that all the components should be 
purchased at one time, as some of the higher capacities and 
inductances can be added later according to the nature and 
value of the measurements it is desired to make. A calibration 
chart is supplied with the oscillator to enable inductance and 
capacity values to be easily determined by a simple calcula- 
tion. | 

The fixed air condenser (.001 mfd.) has been designed in 
conjunction with the National Physical laboratory, and is 
made on the lines of standard condensers recently supplied to 
the laboratory. The chief feature is the elimination of all in- 
sulating materials other than the quartz, so that the condenser 
is all metal, and is, therefore, less liable to be affected by 
temperature than an instrument built up of insulating 
materials. In addition, the metal cover forms a perfect earth 
screen, metal caps being fitted over all the insulators to render 
the screening complete. Further, quartz was selected from 
a number of insulating materials as its dielectric losses are less 
than any other, with the exception of amber, which was ein- 
ployed for the insulators used in a large condenser supplied 
to the National Physical Laboratory, but owing to the difti- 
cultv in obtaining amber in the sizes required for the insu- 
lators, it was superseded by quartz. The National Physi- 
eal Laboratory has recently carried out a number of tests on 
these condensers, which were made for a Government Depart. 
ment, and reported that ‘‘ they are the most perfect conden- 
sers ever made.” 

The thermionic valve generator for very low frequencies 
consists of coupled circuits using iron for frequencies of from 
3 to 400 periods. The frequency is varied by means of a con- 
denser connected across appropriate terminals, a chart being 
supplied showing the capacity values for different frequencies. 
Two valves are used in parallel and the input is about 12 
watts and the output about 2 watts, which is quite sufficient 
for supplving the necessary current for general testing pur- 
poses. The advantages of using an a.c. oscillator, as compared 
with a generator, are obvious. A further range of oscillator: 
was shown for generating frequencies of from 400 to 10,006 
cycles and the radio frequency oscillator from 10,000 to 500,000 
cycles. 

Major Tucker's patent hot-wire resonator microphone wa: 
originally designed for determining the position or origin of 
a sound produced by the discharge of a gun and was largely 
used during the war period, forming the subject of a secret 
patent. It has since, however, been applied to a number of 
other purposes, for the detection and measurement of sound: 
emanating from sources other than gun fire. 


The microphone ccnsists of an electrically-heated Wollastor 
wire, or grid, which is mounted close to, and in front of, 8 
small opening in a cylinder, or container, the latter being 
closed at the other end, the volume of air in the containet 
being variable by means of a plunger operated by a micro 
meter screw. The tine wire which is supported in a frame 
is connected to terminals. An electric current is passed 
through the wire for the purpose of raising its temperature 
above that of the surrounding air. In operation the tempera- 
ture of the wire is reduced by the cooling effect of the blast ol 
air caused by the sound to be determined or recorded, and if 
the ends of the wire are connected to a sensitive indicating 
galvanometer of the unipivot type, a deflection of as mucli 
as 90 degrees is easily observed, the deflection, of course, 
depending upon the intensity of the particular sound wave 
which is affecting the microphone. The variation in the 
electrical resistance ean be used in many ways; the best effect. 
however, is obtained by inserting the microphone in the arms 
of a Wheatstone bridge which utilises to the best advantage 
any resistance variation in the microphone. In conjunction 
with an Einthoven galvanometer or other suitable instrument, 
it can be used for recording the wave form of sounds of low 
periodicity, e.g., within the range of 25 to 1,000, or if con- 
nected through a transformer and used in conjunction with a 
valve magnifier, sounds can be rendered audible over great, 
distances. 

The universal laboratory standard heterodyne wave meter: 
(150 to 20,000 metres] is claimed to be the first of its kind. 
produced for commercial use. It is a self-contained labora: 
tory standard for precision measurements of continuous and, 
spark waves, covering the whole useful range of wave-lengths 
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without the addition of separate coils. ‘The variable air con- 
iemer Includes a fine adjustment of an entirely new and re- 
mble design, thereby enabling simple short wave adjust- 
nents to be easily obtained. A special type of electro-magnetic 
mterrupter is included for the production of interrupted con- 
anuous waves for spark adjustments. The current from the 
tament of the valve is supplied from a 6-volt accumulator ; 
a -volt battery is necessary for the anode supply. The 
mstrument is accurately calibrated against an N.P.L. standard. 
fue workmanship throughout is of the highest order, and a 
vil range of seven calibration curves 1s supplied. with each 
justrument. 
A (To be continued.) 
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THE ELECTRICAL DEVELOPMENT OF 
OUTLYING DISTRICTS. 


distract, of address delivered before the INSTITUTION or 
ELECTRICAL ENGINEERS.) 


ох January 3rd, Mr. R. A. Chattock, chief electrical engineer 
u the Birmingham Corporation, and chairman of the 
sth Midland Centre of the Institution, addressed members 
d the East Midlands Sub-Centre of the Institution at Lough- 
hough, on the subject of " The Electrical Development of 
уш Districts,” remarking, inter alia, that he had, in 
anjunction with the engineer to the Shropshire, Worcester- 
{ше and Staffordshire Electric Power Co., recently prepared 
iheme in which the question of supplying the outlying dis- 
vets of Birmingham with electricity was a prominent one, 
mi the general proposal was to run an extra-high-pressure loop 
тшп through them so that a supply could be obtained from 
tw sources, ensuring reliability. 

In order to decide what type of supply should be given to 
outlying districts, regard must be had to the nature of the 
main supply frou: which it was derived. Usually the latter 
хаз given at a periodicity of 50 cycles per second, that type of 
energy proving suitable for lighting purposes, but in the 
South-West Midland area a periodicity of 25 cycles per second 
was standard. Lighting at that periodicity was suitable for 
industrial purposes, but other methods of supply in which 
wr Hicker was discernible were more desirable for private 
hoses. The only alternative to a higher periodicity was the 
пе of direct current, and Mr. Chattock dealt with the ques- 
thn under two heads: 

il) The distribution of direct current derived from rotary 
eviverter or mercury-arc rectifier sub-stations. 

I2? The distribution of alternating current at a frequency 
sutable for residential lighting purposes. 
for domestic purposes the use of an alternating-current 
dstribation system at a pressure of 220 volts to earth un- 
(onhtedly created а risk of serious shock; the necessary pre- 
cutuns added materially to the cost of the apparatus, it 
lemg necessary to install a small auto-transformer on each 
рсе of apparatus, so connected up that a pressure of not 
mre than 50 volts to earth could be obtained from it. Little 
"sk attended the use of alternating current (220 volts) simply 
fir lighting a house, as there was less likelihood of the con- 
“mer coming into contact with the current. For small motors 
m workshops alternating current was less satisfactory than 
ürect current. 

From the point of view of safety and reliability, direct- 
"irent distribution was to be preferred to alternating current, 
and for some purposes (for example, the charging of batteries 
0 mator-cars and electric vehicles) it was the only supply 
that could be used. With it a storage battery might be used, 
thus providing a source of supply independent of the main 
“Му for a reasonable period and also having the effect of 


чемпи any fluctuations which might occur on a large e.h.p. 


tem, 

Mr. Chattock then discussed the costs of different systems, 
timing an area of about 13 square miles, sav. nine 
wes long bv 14 miles wide, with an e.h.p. main running 
through it. Such an area would require three direct-current 
or six alternating-current sub-stations, and the total load on 
the area would be approximately 300 kW, 50 kW for each 
^q. miles. The smallest size of mercury-are rectifier being 
"20 kW capacity, and the close spacing of the brush gear 
rendering sutomatic rotary converters liable to fail and to 
"^h round on the commutator, combined to make it 
"ficut to supply such an area with direct current. Further, 
‘te se of a static alternating-current transformer rendered 
t convenient for use. Supposing that approximately 600 k\v 
"Innsforming plant would serve the district. à comparison 
" the costs of various schemes would be as follows :— 


A—SVB-STATION EQUIPMENT. 
l! Three mercury-are rectifier sub-stations comprising :— 
Three 230-kW rectifier equipments, complete 
| with switchgear. 
Three 200-amnere-honr batteries for balancing 
purposes, with charging sets and switchgear. 
Three direct-eurrent feeder switchboards. 
Three sub-station buildings. 


Саф... £21,400 


(2) Three automatic rotary-converter sub-stations compris- 
ing :— 
Three 950-kW rotary converters, arranged for 
neutral point balancing with. transformers 
and switchgear. 
Three direct-current feeder switchboards. 
Three sub-station buildings. 
Cost... sis ии РНР is "T .. £20,000 


(3) Six 50-period static transformer sub-stations supplied 
from a 50-period system comprising :— 
Six I00-kKW, oil-cooled statie transformers with 
high or low-pressure switchgear. 
Six small sub-station buildings. 
Cost... a "- fe T T EN £3,600 


(4) Six 50-period transformer sub-stations supplied. from a 
25-period svstem comprising :— 
Three 250-kW motor generators with exciters 
and switchgear. 
One suitable building. 


Cost ... TE Э т - .. — £12,000 
Static transformer equipment as above £3,600 
Total £15,000 


B.—DisThiBC TING MAINS 


For a d.e. distribution system, assuming à maximum drop 
of 4 per cent. in. voltage, the cost would be £23,800. For 
an alternating-current distributing system, the cost would 
be £12,000. The total costs therefore would be :— 


(1) Mercury-are rectifier sub-stations. 
Three rectifier sub-stations with direct-current 


mains a к з Я £45,200 
(2) Three rotary converter sub-stations with direct-current 
mains £43,500 


(3) Cost of six 30-period static transformer sub-stations 
with alternating-current distributing mains olf 50-period 
system pes aes R pA a . 7 £15,600 

(4) Cost of six 50-period static transformer sub-stations with 
a.c. distributing mains, off 25-period system £27,600 


The expense did not end with the capital costs—table 1 
showed the efficiencies of operation on a 15 per cent. load 
factor, and a 25 per cent. load on the transformation plant :— 


TABLE I.—EFFICIENCIES OF OPERATION. 


i ee ee 


| Cost of trans- 
Em. Value of | YANG D. сонї сови formation and 
Scheme. ‘ciency, | kWh lost at nob eI „д d distri OD distribution 
95. |td.perkWh., © lod о Б ü BirIDU | per kWh to 
fo! iens consumer, 
аса lig лел - "E UMP ^ or 
1 89 £150 £4,520 £4,670 2°86 
2 84°5 225 4,380 4,605 2°80 
3 95 66 1,560 1,626 0:992 
4 685 560 2,760 3,320 2°04 


a M——— 


It was evident that from a 450-period system of supply it 
was economical to develop outlying districts by means of 
static transformers run on the same periodicity, whilst from 
а 25-period system there was little difference as regarded the 
ultimate cost to the consumer between direct current and 
alternating current, assuming that the 25-period supply was 
transformed to а 50-period one before distribution. When a 
district developed, the efficiency of the direct-eurrent trans- 
formation would improve to a greater extent Шап the 
efficiency of the alternating-current transformation. Оп the 
other hand, it should be borne in mind that the building-up 
of the supply was a gradual process, and that alternating- 
current distribution lent itself to less costly equinment at the 
outset. Therefore, the speaker was of the opinion that a 
50-period alternating-current system of distribution was ad- 
visable for sparselv-populated outlying districts. 

The discussion following the paper was contributed to hy 
Messrs. F. S. Grogan (Loughborough), P. Schofield (Lough- 
borough), E. G. Boissier (Derby), A. H. Laurence (Lough- 
borough), Н. A. Nevill (Peterborough), J. F. Driver (Tough- 
borough), F. Forrest (Birmingham), and T. P. Wilmshurst 
(Derby), and others. 

Mr. Chattock stated that 1d. per kWh must be added to the 
costs in his table to ascertain the total cost to the consumer 
in а private house. With a direct-current system the 
batteries used required attention, it being necessary to re- 
nlace the positive plates every five or six vears and the nepa- 
tive ones every eight or ten years, The question of safety 
was discussed: a lower pressure than 990 volts would mini- 
mise the risk. Although the Act of 1919 empowered elec- 
tricity undertakings to install electricity in houses on 8 hire 
basis system Mr. Chattock did not consider the scheme 
nractical at present and donbted the possibility of an adequate 
financial return for the outlay. 
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THE ELECTRIFICATION OF MAIN-LINE RAILWAYS. 


Ах important joint meeting of the Midland branches of the 
Institutions of Civil, Electrical, and Mechanical Engineers 
was held in Birmingham on Friday, January 20th, to discuss 
the subject of ‘ The Electrification of Main-line Railways." By 
kind permision of the Lord Mayor of Birmingham (Ald. David 
Davis), the meeting took place in the Council Chainber of the 
Council House. The chair was occupied by Sir Henry Fowler, 
K.B.E. (Chief Mechanical Engineer, Midland Railway), and 
he was supported by Mr. R. A. Chattock (Chairman of the 
South Midland Centre of the Institution of Electrical Engi- 
neers), Mr. E. C. R. Marks (Chairman of the Midland 
branch of the Institution of Mechanical Engineers), and Mr. 
A. W. Willett (President of the Birminghain Association of 
the Institution of Civil Engineers). — There was a crowded 
attendance, and extraordinary interest wis evinced in the 
discussion. Arrangements had been made for the following 
gentlemen to open the discussion :— 

Mr. W. Willox, M.Inst.C.E. (late Chief Engineer, Metro- 
politan Railway); 

Mr. C. F. Bengough, 
Eastern. Railway); ` 

Mr. Roger T. Smith, M.LE.E. (Chief Electrical Engineer, 
Great. Western. Railway); 

M.I.E.E. (British 


Mr. EF. W. Carter, M.A., 
Houston Co., Ltd., Rugby); 

Mr. Н. N. Gresley, C.B.E., M.LM.E. (locomotive Engi- 
neer, Great Northern Railway); 

Mr. J. A. Hookham, M.I.M.E. 
North Staffordshire Railway); | 
and towards the end of the meeting the discussion was thrown 
open to other speakers. 

Sir Henry FOWLER, in his opening remarks, said it was 
very right that a discussion on that subject should take place 
at that particular time. All over the country inquiries were 
being held as to the future arrangements for the supply of 
electricity. If a clear lead could be given as to the demands 
which, were likely to be made for transport, it would be of 
the greatest advantaye. 

As regarded electrical and mechanical considerations, he 
felt that their difficulties were few, always assuming that they 
neglected the question of expense. On the civil engineering 
side, he had recently received from his friend, Mr. A. W. 
Gibbs (Chief Mechanical Engineer, Pennsylvania Railway) a 
reprint of the Journal of the Franklin Institute of October 
last. This contained a сору of his paper on * Some Mechani- 
cal Characteristics of High-Speed, High-Power locomotives.’ 
In this he detailed experiments made on the Pennsylvania 
Railroad in 1907 to ascertain chiefly the effect of steam and 
electric locomotion on the road itself, and the 
arrived at was that the best urrangeinent was a high centre 
of gravity and an unsymmetrical wheel arrangement. In 
a letter the speaker had just received from him, he said that 
nothing had occurred to change his "' views concerning the 
disadvantages of the low centre of gravity and the short 
Wheel-base truck as an unstable arrangement." This was а 
most important point. They knew that a satisfactory service 
could be carried out, but must be convinced that it was 
satisfactory financially. Мапу lines had a low density of 
trafic, and there the first cost was a very great consideration. 
A still larger question was that of the cost of change-over 
and the present financial position of the country. 

Mr. W. WiLLox said it was being gradually realised by 
those in authority that electrification must come, though per- 
haps piecemeal. Since 1913 prices and wages had mounted 
very high, and had caused passenger and freight prices to 
be raised to such ‘an extent that the railways were losing 
traffic and the trade of the country was being injured. 
Further, competition from road traction had arisen, and was 
as serious as was competition from electric) tramways and 
motor ‘buses before the war. The former was to catch traftie 
being lost by the railways, the latter was lost to the railways 
bv more speedy modes of locomotion. Gradually suburban 
railways were electrified at a considerable cost (mostly due 
to each railway having to provide its own power station) 
with the object of regaining lost trafie—and it was successful. 
In London. the Metropolitan District Railway was electrified, 
and the Metropolitan; in Newcastle, the N.E.R. electrified its 
local lines; the I; & Y., the Midland to Hevsham; the 
L.B. & S.C. Railway, and lately the Tj, & S.W. and the 
L. & N.W. Railways had done the same, as had also the 
Mersey Railway. 

The Metropolitan Railway in 1913 carried. nearly 122 
million passengers; in 1619, 182 millions. The L. & Y. trebled 
its tratħe. Sir W. Forbes, of the L. B. & S.C. Railway, stated 
quite recently that his electrified lines brought 150 per cent. 
more trafic and 200 per cent. more money, and showed on 
the capital expended a return of over 15 per cent. Now he 
wanted to electrify the main line to the coast towns. The 
East London Railwav—in the electrifying of which the 
speaker had a hand—connected the G.E. Railway, the Metro- 
poutaün, and the Metropolitan District. Railway in the North 
with the L.B. & S.C. Railway and the S.E. & C. Railway in 
the south. This line was electrified without interfering with 
the traffic. Up to 1913 it was worked by steam, and carried 
5,506,664 passengers; after that the number of passengers 


M.Inst.C. E. (Chief Engineer, North 


Thomson- 


(Locomotive Engineer, 


conclusion . 


steadily increased, and in 1920 the number was 10,307,352— 
an increase of 194 per cent. The L. & S.W. electrification 
Increased the passenger traffic by 100 per cent. In 1915, the 
N.E. Railway equipped the Shildon-Newport line, which, with 
sidings, was 950 miles long, with overhead electrical equipment. 
This line dealt with heavy mineral trattic drawn by power- 
ful electric locumotives, five of Which did the work of thirteen 
steam locomotives. In America there was a number of cases 
where main-line working had been and was being turned to 
electric working, with most. favourable results, especially 
where there were heavy gradients and tunnels. In. South 
Africa, the railway from Glencoe Junction. to Plietermaritz- 
burg, 171 miles, was to be electrified. All these cases were 
known, and their success was, no doubt, having its effect. 
Owing to the continuous increase of traffic into terminal 
stations, the question. of accommodation arose. This might 
һе solved by costly extension of the terminus or by electrifica- 
tion. The Metropolitan Railway bauled its main-line steam 
trains from seven or nine miles out by electric locomotives, 
and the same thing would have to precede main-line. elec- 
trification in many cases. [n economical working the electric 
locomotive had proved itself superior to the steam locomotive. 
Taking the whole cost of electrification, such authorities аз 


Sir John Aspinall, Sir Vincent Raven, Sir Philip Nash, and | 


Sir Philip Dawson seemed to favour the electric locomotive. 
Now that the Electricity Commissioners had (or soon would 
have) decided on the positions of the large power stations, 
the various railway companies that decided on main-line and 
suburban electrification would be saved the large cost of pro- 
viding power for themselves. The cost of the electrification 


on such railways as the Metropolitan, including power houses | 


and everything, was somewhere about £20,000 a mile pre- 
War. 


The cost ol electrifying the East London Railway. 


Which got power from Lots Road, was about £5,400 per mile... 


pre-war; this included one new sub-station, conductor rails, 
and improvements to permauent way. 

There was no engineering difficulty in electrifying existing 
steam railways, even when the бае was dense, with either 
the contact-raii system or the overhead equipment. 
was an opinion that at pomte and crossings the contact-rail 
system presented serious difficulties and danger to the main- 
tenance gangs, [n his experience, there was no special danger. 
and he knew of no cases on the Metropolitan Railway where 
men had been killed or injured when ordinary care was taken. 
On such lines all tools were insulated, and men got quite used 
to the work in a very short time. | 
tenance of a rail-contact line was found to be £12.64 per mile 
per annum. The re-building ot Baker Street Station was a 
good example. There were over (ЙА) trains a day in and out 
of the main-line part of the station. The old. station. was 
pulled down and every line in the station was altered in 
position, A new station and new offtves were built on 


columns over the lines and platfornis, and no serious accident ` 


happened to any men and no train wes delaved. 

The East London iue—mostly in tunnel—was another ex- 
ample where the electrification was carried out while the 
гае was carnied on regularly, and with the added 2s. per 
week per man “juice " money, it amounted to £13 Is. ре 
male per annum. 


nine miles of line in the open. 
tained at night. 
nalling could. be 


The tuunei section was mam- 
With power supplied for electrification, sig 
electric or electro-pneumatic, and track: 


circuiting could. be readily installed throughout, thus adding: : 
additional safeguards, and the sections might be lengthenec . 


or shortened 


In order to accommodate more trains. Powel 


would be available for lighting purposes, especially for sig 
nals, the signals being lit by means of switches at the stations. 


or signal boxes, thus saving staf. lop signals might also be 


used. as on the Metropolitan Railway, and so save staff again 


the fog 
hoxes. 

Mn. Бехаоген said a very interesting paper had recent! 
heen read by the Chief Mechanical £ngineer of the North 


signals being lit by the signalmen at the signa. 


Eastern Railway (Sir Vincent Raven), which dealt very fully .- 


with the case for the electric locomotive.* He gave ап 


interesting comparison of the cost of repairs to electric locomo- ` 


tives Working the Shildon-Newport line compared with the 
cost of repairing the steam engines which previously worked 


the traffic; the cost of the electric locomotive being 1.316d. ... 


per mile, compared with 5d. in one case, and 5.52224. in 
another for steam locomotives. There was a great deal 
to be said for electrification, provided the necessary power 
could be obtained at a cheap rate. The problem of equip 


ping a mein line of railway was quite different from the | 
case of a suburban line. where the electrical working was con: - 
In electri- | 


fined to passenger traffic, as in the Tyneside area. | 
fication of the main line the aim would be to work all traffic. 
both passenger and goods, electrically. and it would therefore 
be necessary to electrify certain portions of the sidings of all 
stations and goods vards to enable engines to take and deliver 
their loads. In the case of a line electrified on the third-rail 
system, in order to make the sidings safe for shunters to work 


co Review, December 30th, 1921, and January 6th, .* 


There | 


The cost of ordinary mam- ` 


With regard to increase of staff, only опе: 
gang of five men was added, and this was їп the densest -~ 
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| the third rail would have to be very fully protected, and 
aT form а very serious obstruction, and overhead equip- 
шеш would appear to be the only practical form where shunt- 
шь had to be carried on. 

ibe following appeared to be the advantages and disadvan- 

ges of overhead and third-rail equipment :— 

Third Rail Disadvantages —Increased dithculty in maintain- 
шт the track, the third rail forming an obstruction to the 
picking of the sleepers and generally slowing-down the work 
auns to the care that had to be taken by the men to avoid 
hek. This would be emphasised in. the case cl a high- 
pressure such as 1,900 volts. 

In the case of derailment occurring on the third-rail side, a 
amumntvely slight displacement of a vehicle would wreck 
the third гап; for example, with a rail fixed with its centre 
ft. 74 in. from the gauge line of the track, as was the case 
ap fvneside, а Vehicle running derailed on the third-rail side 
a toot trom the running rail would wreck the insulators carry- 
шо the third rail, 

In addition to this, with a train worked with a single electric 
шохе, difficulty would be experienced in the case of long 
paps at level crossings or at junctions where owing to the 
arrangement of the points and crossings it Was not possible to 
„wta continuous rail, and where the length of gap would ex- 
cei the distance between the collecting shoes on the lovo- 
шие, and it would therefore be necessary at those points 
werect a short length of overhead equipment or provide some 
ayer means of moving the train in the case of an engine 
«iih happened to be stopped on a gap. 

Titrd-Rail Advantages.—The main advantage of the third 
мі was its accessibility. Repairs could be carried. out with- 
atthe use of a special tower wagon, which would be required 
ag overhead equipment. On the other hand, it must be re- 
weubered that to carry out any repairs to the third rail. the 
шеш must be cut off, and theretore the line was as much 
eectrically out of use as would be the case if 16 Were occupied 
iy à lower Wagon. 

In the cese of accident, there was no obstruction of over- 
bed wires to the working of breakdown cranes. 

Veerhead Disadvantages.—lhe overhead equipment was an 
vsttuction to the working of breakdown cranes in the case 
Jan accident, and the effect of heavy gales causing the con- 
uc wire to be blown olf the engine bows had to be con- 
sited. Inspection necessitated the use of a tower wagon, 
thus эсейруши the line, 

Deerhead. Advantages —The maintenance of the track was 
ot interfered with m any way, and could be carried out by 
we platelayers without any. risk of accident. 

[n the case of derailment a considerable displacement of a 
while must take place before it would foul the supports of 
Ше overhead equipment. 

In the electrification of the portion of the North-Eastern 
uam line which was under consideration it was proposed to 
киеу a pressure of 1,500 volts, and with such a voltage it was 
oteidered desirable that if the third-rail system were adopted, 
te form. of rail which could be most fully protected should 
ead. ‘Lhe three forms were the top contact, such as was 
ivl ће Tyneside area and on all the third-rail systems in 
ttis eountry (except the Lancashire and Yorkshire, Manchester 
19 Bury, 1,200 volts, where Sir J. Aspinall's side contact was 
ш Ux). aud the under contact, which had not been used in 
is country but was in use on "the New York Central and on 

e Central. Argentine, and it was probable that with the 
i contact the most complete form of protection could be 
"оше, and in addition the rail was more fully protected 
itti ice and snow. 

With the under-contact system, however, there was some 
atiulty owing to the restrictions Imposed by the load gauge 
‘our railways in providing the necessary clearances between 
"ie op of the protection and the underside of the load gauge, 

‘icetween the underside of the collecting shoe on the engine 
am the running rails. 

The New York Central and the Central Argentine were not 
fuipered by load-gauge restrictions to the same extent as the 
пылау» in this country. On the New York Central the centre 
‘ithe third rail was 2 ft. 44 in. from the gauge line of the 
‘eck as compared with 1 ft. 74 in.—the present dimension on 
Че ME. Railway. The Electrification Advisory Committee 
ad down 1 ft. 4 in. On the Central Argentine the vertical 
| "irabce between the running rail and the underside of the 
| gauge was 7§ in., as compared with 6 in. on the North- 

tern Railway. The pressure on the New York Central 
er volts and on the Central Argentine 800 volts. 

With an under-contact rail it did not appear to be possible 
^ +t a greater clearance than 12 in. between the top of the 
teni rail protection and the underside of the load gauge, and 
teen the running rail and the underside of the contact 
‘iw and this might be reduced by— 

| Wear of running rail; 

+ Wear of wheel tires; 

“| Wear of journal brasses; 

d; Sinking of chair into sleeper. 

» sum of these wears might easily amount to an inch, and 
"e norinal clearance of 13 in. would be reduced to 3 in. 

In considering the inestion of a fully protected "third rail 

tha pressure of 1.500 volts, he had lately made some experi- 

“nits at the Aycliffe sub-station on the Shildon-Newport line. 

* periments were made with a length of third rail fully 

640 with wood, and with another covered with a bitu- 


minous compound. The compound appeared to be the better 
insulator of the two, but both with the wood and the com- 
pound in wet weather, with 1,500 volts pressure, one would get 
a very heavy shock. 

After careful consideration his view was that the balance of 
advantage was with overhead equipment; the question there- 
fore arose: what was the cheapest form? 

On the Shildon-Newport line, which was worked with over- 
head equipment, the gantries for carrying the overhead wires 
were composed of steel sections. The normal distance be- 
tween the supports was 109 yd. (100 metres); this span on 
some of the exposed parts of the line had been found to be too 
long, and difficulty had been experienced in heavy gales owing 
to the contact wire having been blown off the collecting bows 
of the engines, and getting underneath the horns of the bows, 
and їп many cases wrecking them, and it had been necessary 
over considerable lengths of the line to install intermediate 
supports. There were five wires for each track, viz., catenary, 
auxiliary, two contact wires, and one feed wire. 

A cheap and efficient form of equipment for long stretches 
of track in the country where it was only necessary бо арап 
two lines was with supports formed of telegraph poles con- 
nected by a beam formed of channel sections for carrving the 
wires. Telegraph poles were, of course, largely used for this 
purpose in the States and on the Heysham-Lancaster line of 
the Midland Railway. The attachment of the wires to the 
beams could be very simply made, so that in case of their 
forming ап obstruction to a breakdown crane thev could be 
slid to one side, up to the supports, so as to clear the track. 

As regarded span, probably а span of 65 yd. in exposed 
positions would be satisfactory, and in deep cuttings where 
there was natural protection this might be increased. 

"art of the Shildon-Newport line was equipped with only 
one contact wire, and from experience he had come to the 
conclusion. that that was all that was necessary. There also 
seemed to be no reason why the catenary should not be used 
as а feed wire, thus reducing the number of wires to two—a 
bronze catenary wire and the contact wire. 

With this type of construction he estimated that a line could 
be quite as cheaply equipped as with the third rail, and from 
experience with the third rail in the Tyneside area and with 
overhead equipment on the Shildon-Newport line, the main- 
tenance costs appeared to show a conpidernble ‘balance in 
favour of the overhead. К 

Mr. R. T. 5мїтн said that though experience with main-line - 
electric locomotives was very limited in this country, there 
was enough to interpret. much larger foreign experience in 
terms of British railway working. In his paper a inonth ago, 
Sir V. Raven gave a complete Comparison within the limits of 
present. knowledge between steam and electric locomotives. 
Within апу of 50 odd British raibway structure gauges, an 
electric locomotive could be built to haul the heaviest train 
of Wagons that the draw gear would stand, or if the strength 
of the draw gear were ever Increased, the heaviest train likely 
to be used for many vears to come. For most of these 
structure gauges the largest and most powerful steam loco- 
motive had already been built. 

Even if the maximuin sized steam locomotive had not been 
already reached on most railways, the heaviest locomotive axle 
load that the structures (bridges) ‘could bear had been reached 
in the steam locomotive, for no increase of power of the steam 
locomotive could be obtained without increase of weight. The 
axle loads of the electric locomotive were much less because 
there was no boiler, and there were many driving axles. Al- 
though on the Continent, and to some extent in United States 
designs, an electric locomotive was used in which the rotary 
motion of the wheel was obtained from the rotary motion of 
the electric motors through connecting and coupling rods, such 
designs seemed unnecessary for Great Britain. - 

Reciprocating parts were impossible to balance completely 
and expensive to maintain. Where the rotary motion of the 
wheels of the electric locomotive was obtained from the rotary 
motion of the motors through gearing, balancing was com- 
plete, and the first cost of the locomotive a minimum. Main- 
tenance costs on the Newport and Shildon branch of the 
N.E.R. were one quarter those of the corresponding steam 
locomotive, and on the Chicago, Milwaukee, and St. Paul rail- 
way one-fifth. 

Even with pooling, the hours that the steam locomotive was 
in service could only be increased from 8 to about 12. The elec- 
tric locomotive could be used for at least 20 hours out of 24 
every day with pooling. As а result of this and other advan- 
tages. whereas ‚ steam passenger locomotive could haul 
from 20,000 to 25,000 train miles per annum according to cir- 
cumstances of traffic, each electric locomotive could haul from 
40,000 to 50,000 train-miles: and whilst the steam goods loco- 
motive could haul from 10,000 to 15,000 train-miles per annum, ` 
the electric locomotive could easilv double this. On the New- 
port and Shildon, N.E.R.. mineral line the electric locomotive 
train-miles were just double the steam train-miles. 

The traffic result was that the same number of train-miles 
could be hauled by half, and less than half the number of 
electric locomotives required for steam hatlage. On the New- 
port and Shildon line five electric locomotives now did work 
formerly done by 13 steam engines. On the Norfolk and 
Western Railway in the United States, where coal trains of 
3.950 tons used to be hauled by 27 Mallet steam locomotives in 
one division, the same trains were now hauled by seven elec- 


tric locomotives. 
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An inportant comparison between electric and steam loco- 
motives was the relation of average to maximum speed. The 
steam locomotive Was u constant-output machine, exerting the 
maximum draw-bar pull. between stand-still and a very few 
miles per bour. After that the draw-bar pull decreased as the 
speed increased, following a hyperbolic curve. Consequently, 
the steam locomotive could only go slowly up a gradient, and 
to keep to an average of, say, oU т.р... with gradients, the 
maximum speed must be sometimes, say, 80 m.p.h. With an 
electric locomotive provided. with inotors having a series 
characteristic, so long as the limiting temperature lor the type 
of msulation used was not exceeded and opportunity Was given 
for cooling, the metor could be overloaded for short periods, 
кау, 50 per cent. above its rating, and go up grades at double 
the speed of the steam locomotive. Consequently, in the elec- 
tric locomotive the ratio of average speed tc maximum speed 
Was greater than in the steam locomotive, or in other words, 
for the same average speed the muXimuim speed of the electric 
locomotive was much less than the maximum speed of the 
steam locomotive. An electric locomotive of maximum speed 
00 m.p.h. (after which troubles for both steam and electric 
locomotives began) could in general maintain average speeds 
about 50 per cent. greater than the corresponding steam loco- 
motive. The result was a cheap single-reduction gear type of 
locomotive, whilst for higher speeds up to 50 m.p.h. single- 
reduction gearing could. be used with motors above a quill 
round the axle spring-connected to the driven wheels. 

Finally, with regard to the saving in cost of power, careful 
comparisons on the Chicago, Milwaukee, and St. Paul R.R. 
showed that 64 ib. of coal in a steam locoimctive m 1915. was 
required to do the same work as 1 kWh of electricity in 19106. 
Generally coal costs now were 50 per cent. of the total works 
costs per kWh delivered to the track. If coal (including ashes) 
in the furnaces at the generating station cost 30s. (i.e., 20s. at 
pit + 10s. per ton, or O.l6d. per 1b.), the kWh works costs 
were 0.604. delivered to the track. The above American ex- 
perience made (assuming the same quality of coal) the equi- 
valent power in a steam locomotive Id., leaving 0.4d. to pay 
interest on the new capital. 

Even if the coal consumed in a steam locomotive to produce 
the same haulage power as 1. kWh in the electric locomotive 
cost 0.84. instead of Id., ie., if only 5 lb. coal in. the steam 
locomotive was required to do the same work as 1 kWh in an 
electric locomotive (instead of 64 Ib.), still 0.2d. per kWh was 
left to pay interest on the capital cost of electrification. 

On the North-Eastern Railway, experience showed that the 
cost of coal and water in each steam locomotive equalled the 
cost of power in each electric Jocomotive, plus the cost of 
maintenance of the electrified track per electric locomotive. 

Since each electric locomotive in general did double the work 
of each steam locomotive, there would ‘be, according to 
whether the traffic conditions were favourable or not to a large 
saving on the number of electric locomotives compared with 
steam locomotives, a balance which in particular cases not 
only paid interest on capital but left a handsome profit. 

(To be concluded.) 


INDUCTION-TYPE SYNCHRONOUS MOTORS. 


Discussion ar MANCHESTER. 

Mr. L. Н. A. Carr, M.Se (‘Tech.), read his paper on the 
above subject (which was abstracted in our issue of January 
Gth, 1922.) before the North-Western Centre of the Institution 
of Electrical Engineers on November 29th, 1921, and in dis- 
cussing it Mr. E. P. Hint explained that the synchronous 
induction motor scored over the ordinary synchronous motor 
on account of the additional starting torque and the possibility 
of pulling into step. [n the case of a direct-driven fluctuating 
load. would it not pay to arrange the machine so that it would 
not carry the very heaviest peaks without pulling out of step, 
as the machine would instantly pull in again and a cheaper 
machine would carry the load? 

The reduced core losses of a synchronous induction motor 
(possibly due to a difference in field form) warranted! further 
investigation, and the addition of a bibliography of references 
to earlier technical information on the subject would be of 
assistance. 

Мк. A. B. MALLINSON pointed out that the type of motor 
described) would be very useful for big installations which 
generated their own power and were let down by their cables 
being overloaded, due to low power factor; its use would 
avoid spending money on re-cabling. Big installations which 
tock power from a public supply and had too low a power 
factor would be forced by the supply authorities to install 
such machines, which should be used wherever the load was 
curable, because it would benefit their networks. ири 
authorities should вау to the prospective customer: ‘ We 
suggest you put m So and So's machine. Tt will be 1 per 
cent. lower in efficiency, but we will knock 1 per cent. otf 
vour bill. -It will cost 40 per cent. more, but that we will 
pay. e 
Mr. JUHLIN thought the author had shown how it was 
possible to overcome the difficulty of low power factor by the 
use cf synchronous induction motors. The «mall extra cost of 
the motor was a consideration, but lyy co-operation with the 


power companies that could be got over. In some cases the 
synchronous induction motor was criticised because of its 
small air gap, as compared with the ordinary synchronous 
motor, but he did not think the complaint was Justified. 
Experience had shown that with a synchronous induction 
type of machine, hunting was non-existent, due to the very 
excellent damping effect obtained from the rotor. He believed 
the synchronous induction motor would show a considerable 
saving over the ordinary type of induction motor with con- 
densers, and there would be, in addition, the saving in space, 
as condensers needed a considerable amount of room. 

Mr. G. 5. Situs suid they lagged very much behind some 
other countries. / In 1910 in Canada the synchronous motor 
was extremely common, particularly for driving pumping 
plant. Even for small powers they automatically used syn- 
ehronous motors, Whereas in. this country eleven years ago 
people would not look at them. 

The CHaiIkRMAN (Ald. W. Walker) read a written contribution 
from Mr. William Stansfield, who did not think it desirable 
to work at too:high a power factor on the motor on account 
of economically obtaining the required overload capacity. For 


some duties а U.8 leading power factor was as high as it was 


desirable to go, and for others 0.9 was quite suitable, the 
latter figure being a suitable one for duties which did not 
demand any great excess of torque above the normal full 
load. It must not, of course, be understood that a 0.9 power 
factor motor had, of necessity, a low overload capacity; 16 was 
merely a question of obtaining the overload capacity economi- 
cally in a given. machine. In some cases, where a large 
amount of leading wattless kVA had been required, and only 
a relatively small amount of power had been demanded by 


the driven machinery, power factors as low as 0.3 leading | 


had been allowed. — :ienerally speaking, however, where a 
low leading power factor was desired, unless à heavy starting 


torque was required, the cheaper type, ne. the salient-pole ` 


machine, might be used. The somewhat heavier starting 
current required by the salient-pole machine and the neces- 
sity for using an auto transformer, sometimes prohibited its 
use where otherwise it could be installed. [n such 
type of machine under discussion was used. 


uses the — 


‘There were various methods of winding and connecting the | 


rotor according to the duty, we. which the motor had to do. 
Where the starting torque was light compared with the 
kVA capacity of the motor considered as kilowatts, i.e., at 
unity power factor, and where damper windings were not 
required, the plain single-phase winding was applicable. 
Where the starting torque demand was high enough to make 
a single-phase winding inadvisable, and the 
require a damper, the rotor could be wound with two phases 
out of three, i.e., with no winding in the pole portion of the 
core, the motor being provided with three slip rings, and 
starting up as a two-phase rotor, thus killing the single-phase 
effect at half speed and enabling the motor to start up against 
heavy starting torques. Where a damper winding was песев- 
sary à two-phase winding could be used, consisting of the 
main winding occupying two-thirds of the perimeter, and an 
auxiliary winding in the remaining one-third. The auxiliary 
winding could be wound to give either the same voltage ав 
the main winding. by using a smaller section of conductor, or 
the same section of conductor night. be used and a lower 
voltage obtained in the auxiliary winding, which was an 
advantage, as the rotor. would not then have to withstand 
such a high voltage across the outers, for, generally speaking. 
that type of motor was provided with three slip rings. one 
ring being common to the two windings. Damping could be 
arranged for economically by various. other methods; it was 
very desirable in some cases and in others absolutely essential 

Mr. MALLALIEG was of the opinion that the paper was 
extremely opportune; power factor correction was a very 


duty did nof | 


important question to-dav. and he was sure it had added quite 


а lot to the cost, generally speaking, of distributing and sell- . 


ing electrical energy. If it paid. to install synchronous con. 
densers merely for the purpose of power factor correction. 
it must pay them very much more to use a machine which 
would correct the power factor and at the same time do very 
useful work as a motor. Many veonle did not realise the low 
power factors which prevailed, many of which were certainly 
partly due to inevitable causes, but many were largely caused 
by bad engineering. ‘There was a prevalent mistake of install- 
ing a motor far too big for the job, and another prevalent 
ause was the putting in of low-speed motors. — Higher-speec 
motors. in a let of cases. with mechanical reduction gears. 
would improve the nower factor. 

The supply companies had the matter in their hands far 
more than anybody else. There was no question about 1: 
the average user would not pav for synchronous induction 
motors. or for anv method of improving the power factor. 
unless he could see some return for it, and it was up to the 
power supply companies to make him do it. The average 
svstem of charging for power was not up-to-date. Не did 
not know that there was any great difficulty in producing 8 
maximum demand indicator, but. if there was, a maximum 
ampere indicator should serve. the purpose so long as the 
voltage was kent fairly constant. The doubling of the stator 


current when the machine was synchronising was rather 4 à 


disadvantage. 


Mr. BRowNING explained that the time for power dau К 


correction was before one got the bad power factor, ant | 
was at that point that the supply companies could help ! 


` 


“ 
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they would. An existing installation had rather a different 
pint of view from that from which the paper was written. 
4 ssnchronous induction motor might be very difficult to 
р. and in all probability it might be found that it would 
be cheaper to put in a static condenser on the h.p. side of 
ће transformers, and so please the power company, for it was 
the atter, and that alone, that would be influenced by such 
a proceeding, because generally one's own cables in the 
тъпо) were of ample size for one's work. 

Mg. К. TOWNEND thought there was a big demand for a 
mir of the type described. Had it been better knowr 
generally there would have been far more in operation, There 
vas no doubt there was а field for the salient pole machine 
in preference to the induction-synchronous type. For small 
darting torques—say, for generators or motors which started 
with a friction clutch, the synchronous induction motor was 
auty cheaper, and would give alb the starting torque 
wanted with as small a starting. current, as it would start 
with something like two-thirds full load kVA on the line. It 
enabled one to obtain a fairly high exciting voltage—an 
sivautage, of course. | | 

Regarding the cost of the motor being from 30 to 40 per 
wot. higher than that of an induction motor, was that based 
yen using an ordinary type of induction motor made into 
i snehronous motor? When making a synchronous. induc- 
ten motor the right thing was to design the machine as a 
stichronous Induction motor and get the best starting torque. 
Kier and open slots could be used, and so appreciably 
осе the cost of the motor. 

Мк. D. S. Paxton remarked that the power station people 
"иеа tc be absent. И опре be that they had had wind of 
the suggestion that the price of a synchronous induction motor 
vas from 23 to 40 per cent. higher than that of a plain induc- 
wu motor, and did not wish to be in a position to contradict 
и. An advantage of the induction motor was undoubtedly 
lar the commutator dealt with direct, and not with alter- 
sot current. In the d.e. cominutator the troubles had been 
ap absolute паи. 

Ук. J. FRITH said that a rolling mill almost always depended 
nan a BÉyvwheel, and must have а motor with a large. speed 
inp As rolling mills had. been spoken of as a particularly 


stable load, the above point should be borne in mind. 


Me. R.G. KiLBURNE stated that it had been said that with 
y corrected. Induction motor the power factor lagged as the 
kad decreased, but his experience with the Карп vibrator tv ne 
‘A phase-advancer showed that the power factor did not lag, but 
сюе had a greater leading power-factor down to about half load, 
“din many cases it was above unity down to at least quarter 
vad. The phase advancer, when used in conjunction with 
te Induction motor, greatly increased the overload capacity. 
ln designing an induction motor for use with a phase advancer 
woud It not be possible to cheapen the design by using bigger 
sits, making it really more of a machine, and correct the 
писе with the phase advancer? It seemed to be rather 
a disadvantage to have a large number of rectangular con- 
vectors per slot in the synchronous induction motor. Some 
Лйу might arise in the case of h.p. inverted machines. 
cath salient-pole inachines, when a large starting voltage 
баз required, it was possible to run a machine not 
wy up to the synchronous speed, but slightly above it, it 
(sry and by that means reduce the leading current when 
“zrhronising. Where a lower starting torque was required— 
"p w, say, full load, or 14 times full load—it was possible by 
vets of one of those machines to make use of a short- 
trated rotor and a direct-current stator. That would appear 
cet aver the difficulty of using inverted machines for h.p. 


“ur 


Mn. Т. BAXENDALE pointed out that very low power factors 
б additional transformers, and at the station very often 
tional kenerators. Who was going to pay the capital 
pre Interest on. the cost? How could. the 
Sd dene i uction motor be applied to certain auxilary 
x т m D as there a method of applying the design 
а Pu ors of the totally-enclosed type. 80 that they 
Ve. Cahn m the hands of a semi-skilled man‘ | 
" Ni a А gave figures for ап average machine, 
UE Te he machine would vull inte step with an 
iret full berg had a tremendous margin in synchronising 
ik slip and ne ‚ because it would run with tust about 1 per 
T d could synchronise up to about 34 per cent. slip. 
i oe third nn Electric Со. charged for reactive power 
Cerin: if price per kW for active energy: apparently 
ee an y o ceonlling to power factor, but he had no 
MuR PUO it metered the leading power factor. " 
X A "rs: was a "rotten " machine. With 
zi e. Ja fluctuating load, one should not design a 
LE А | P overload capacity, and allow it to pull out 
"aic. Mu case where it might be possible to do so 
Pe mr ал, A momentary load came on absolutely for a 
че tule and “th ofa second, when the machine would slip 
| по more. otherwise oscillations would be 


d pm n was undesirable on the line, and usually 
PAM: le drive. 
vt. of the us reduced core loss, that loss was about 70 per 
Further Ше, When the machine was an induction motor. 
"oap Was In progress with a view to finding out 
eihar ee It was certainly the fact with regard to the 
Ta first insani Motor. The synchronous induction motor 
nvented by а man named Donaldson, in Sweden, in 


1900. In 1902, the Swedish General Electric Co. patented the 
machine in Norway, Sweden, Switzerland, and the United 
States, and had manufactured it ever since. In this country 
the first experiments were undertaken by the Lancashire 
Dynamo Co., which, in 1906, made a machine and put it 
forward commercially abolit à year or two later. The author's 
firin, the British Westinghouse, started to make them about 
Wii. псе the Armistice other British firms had taken them 
up, and also Continental firms. In. America nothing had 
been done with regard to synchronous induction motors. 

As regarded bibliography, most of the references in the Press 
were not worth referring to. Low-sneed machines would in 
future be made much more largely of the synchronous induc- 
tion type. He was not anxious to unduly press the use of 
synchronous-induction motors where they had no business to 
be. So far nobody had devised а means of switching in at 
the right period. of the rotor slip. The author was quite 
confident that it could be devised. but it was entirely unneces- 
вагу, because it would add considerably to the complication 
and expense of the switchgear for a thing which practically 
did not matter. Damping did not increase the time of coming 
Into step; it decreased at if anything. It was not a hype- 
thetical thing at all, but an induction motor effect; good 
damping meant very high induction-motor torque and small 
slip. 

Regarding whether the cost was based. upon an induction 
motor altered. to form a synchronous, motor, or upon a svn- 
chronous induction motor designed as such, as a matter of 
fact it was an average of several alternative tenders which 
were prepared. — Whether an ordinary. every-day induction 
motor could be altered into a sychronous induction motor was 
all à question of overload capacity. If less output could be 
allowed one could do 1t; if not a new rotor or a new machine 
was necessary. There was no reason why a Cascade motor 
should not be made into a synchronous induction motor: and 
as regarded the application of synchronous induction motors 
to power station auxiliaries, there was no reason why totally- 
enclosed machines should not be used. 


INDUSIRIAL RESEARCH. 


THE Quarterly Review of Progress issued by the British Elec- 
irical and Alhed Industries Research Association contains а 
record of the progress made recently in the several im- 
portant researches conducted by this body. The work of the 
Association is carried out by Committees, each dealing with 
a different section of the work; the sections now number 
eleven, | 

Section А (fibrous Insulating materials) covers research on 
fabrics (untreated and treated), papers, fibres and boards, 
varnishes Хе. Specifications of the methods to be adopted in 
tests standardised for every. kind of insulating material. The 
clauses covering mechanical tests are now under experimental 
proof; but the development of tests for electric strength has 
indicated the desirability of a wider series of tests applicable 
to all materials with a fibrous base, and even of a series ot 
tests standardised for every kind of insulating material The 
study of untreated papers has vielded results shortly to be 
published as a document covering. the methods of examina- 
tion and the definitions of the materials and terms employed. 
Specifications have also been drafted for the study of press- 
board, vuleanised fibre, varnishbourd, &c., and are under- 
going experimental verification; a full report. of these re- 
searches is in preparation. New work in. Section B includes 
the formation of a committee for research in. varnishes; the 
co-operation of all having special knowledge of this subject 
Is Invited. 

A comprehensive publication has been prepared. of the 
test methods developed by the Association for the investiga- 
tion and improvement of composite insulating materials. The 
publication includes a complete series of mechanical (e.qg., 
tool wear and chipping tests) and eleetrical tests, with the 
exception of tests for intlammabilitv, flash. point, fire resist- 
ance, dielectric losses, action of. solvents, and surface. break- 
down. These are still under consideration, but їп some cases 
the researches have reached the report stage. The Committee 
of Section C reports the completion of arrangements for 
porcelain research at Manchester University and the National 
Physical Laboratory. 

The results of the work done by Section D on mica and 
инсан е for commutators and condensers will. shortly be 
available as a report. During this work there was found a 
general lack of physical data concerning certain features, 
and this has led to the institution. of a research on funda- 
mental constants, and the examination of the particular 
characteristics of certain micas. Arrangements have also 
been made for the publication of data obtained by the E.R.C. 
The manufacture of micanite is under consideration, and co- 
operation is invited from manufacturers and Users. | 

The specification for insulating oils, prepared by Section E, 
and already submitted to the B.E.S.A., has met with sub- 
stantial approval, and a final draft is under consideration. 
The researches on the electric strength and resistivity of in- 
sulating oils include the deterioration of oils by foreign 
matter. water. and products of arcing: particular Interest 
ia involved in the use of centrifugal apparatus in this research. 


178 


Work still continues on thermal transference, specific and 
latent heats, &e. (at the N.P.L.), and ou the action of cata- 
lysers and the analysis оЁ deposits. 

In Section F (conductors) the intermittent and overload 
ratings of buried cables continue to receive attention, the 
data collected from = power-station engineers. being included 
for analysis. Recommendations have been drafted dealing 
with the rating of cables used on ships. The research on 
overhead lines has progressed as far as deflection. and per- 
formance tests of standard ' A " and © H ” poles, inserted to 
various depths. In this research, the records were made with 
the aid of à kinema camera, which enabled a detailed examina- 
tion of the behaviour of the poles to be made at leisure. This 
research is in the report stage, and the tests of long overhead 
lines are being. pushed. 

Section G (electric control apparatus) deals with the phe- 
nomena of switching and arcing, mining switchgear, heavy- 
duty fuses, d.c. circuit-breakers, and the resistivity of joints 
and contacts. The investigation of the phenomena of switch- 
ing and arcing has involved as a preliminary the determina- 
tion of the short-circuit characteristics of a large alternator at 
Carville power station, the development of devices for pre- 
determining the instant at which a circuit is made or broken, 
and special apparatus for controlling the power factor and 


energy flow. An adjustable switch has been designed and 
constructed. Pending the completion of arrangements on 


the site of the test, there has been made a critical survey of 
all available data on switebing and arcing. 

. The tests on mining switchgear deal chiefly with е pres- 
sures developed in closed. chambers; satisfactory workshop 
tests have been devised. The investigations on heavy-duty 
fuses have progressed, with the aid of tests on a large battery 
under short circuit conditions, to a point where test methods 
can be formulated. It vet remains to test makers’ samples, 
of which a complete set has been collected. | Preliminary 
tests of d.c. circuit breakers have disclosed unexpected. ditti- 
culties in the determination of the physical constants of shorted 
cireuits, When these have been overcome, it is hoped to 
secure the loan of apparatus suitable for large-scale tests, 
failing which 16 will be necessary to fall back upon the special 
apparatus built for the researches on switching and arcing. -> 

A close study has been made by the cominittee of Section К 
of the whole question of the production in this country of 
synthetic resins. The scope of this work includes plans for 
the supply and production of raw materials, for test methods, 
and the collection of samples for tests. A report is expected 
shortly. 

The activities of Section L, formed to deal with diclectrics 
in general, have resulted in an extensive programme of re- 
search on dielectric losses to be carried out in co-operation with 
the N.P.L. This will commence with observations at low 
voltages and at low and audio frequencies, and will later 
proceed to the development of test methods for high voltages 
and radio frequencies. The experimental work on the thermal 
resistivity of dielectries in sheet form is proceeding: test 
methods for built-up insulation have been developed, and are 
to be used in investigating various methods of construction. 

The researches on condenser corrosion. and on turbines, 
carried out in co-operation with other research associations, 
have reached the report stage. The renort on the corrosion of 
metals is а most valuable résumé of several vears’ investiga- 
tions, and should go far to remove much of the guess-work 
hitherto inevitable in condenser maintenance and design. 


REVIEWS. 


Automatic Telephone Systems. Ву WILLIAM AITKEN, M.I.E.E., 
A.Am.I.E.E. Рр. xv+2s82: figs. 908. London: Benn 
Brothers, Ltd. Price 25s. net. 


It is a distinct boon to students of telephony, as well us to 
telephone engineers themselves, when the complete subject of 
automatic telephony 1s so satisfactorily set forth as it is in 
the present volume. 

Recognising the intricacies of the various systems now in 
vogue, the author has extracted the essential features of each 
and presented them in such a way that it would be difficult 
to suggest an equally satisfactory alternative method. The 
object of the work is, as the aüthor says in his preface, ‘' the 
making of this most complex subject intelligible to anyone 
having some electrical knowledge, and that, not by writing 
down to the learner or giving scrip diagrams for each feature, 
but by rearranging the diagrams, eliminating unnecessary 
crossing lines, simplifving the form, and dividing them into 
sections where necessary or continuing them section bv section 
in such a way as to show the relationship and interconnection 
of the system ss а whole." 

Tn this and the succeeding volume the whole field of present- 
day automatic telephony will have been covered. In addition, 
the author keeps the outlook from the inventor's standpoint 
in. view by giving particulars of systems which are not well 
known, but which it is reasonable to believe may yet come into 
use, and one of the aims of the book is to indicate the possible 
direction of future development. 

The systems described in the present volume are those ot 
the '' Strowger ” as represented bv the Automatic Electric Co., 
Chicago, and the Automatic Telephone Manufacturing Co., 
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Siemens Brothers’ system, the Western Electric Co.'s systems ~: 
Automatic Telephone боз: 


—rotary and panel, the Relay 
system, and tlie systein of the Coventry Automatic Telephones, 
Ltd. The treatment of the whole is such that it would be 


ditficult to single out any one portion for special commenda- M 
tion Where all is good; but the description of the Western.. 
Electric Co's. punel system—u systein which is about to be - 


tried by the British Post Oflice in G.P.O. South—may be 
selected as typical, and although the author is unable to give 


complete circuit diagrams of the Cominercial system circuits, - 


he makes good the deficiency by reproducing the diagrams of.: 


the patent specifications, leaving whatever modifications may 
subsequently be necessary to be dealt with in the second 
Volume. 

One of tee most arresting features of the work is the serie: 


of excellent diagrams and illustrations, of which there are no 7 


fewer than 211 interspersed throughout the text, all of which 


are drawn to a scale. that enables the associated descriptive | 


matter to be easily followed. 
At the end of the volume a glossary is given of standard 


terms and = definitions! used in automatic telephony, which ^ 


has been arrived at by agreement with the American Engi.. 


neering Standards Comnittee.—A.LH. 


Boiler Inspection and Maintenance. 
Illustrated. 
2s. öd. net. 

The object of this technical primer is to give the reader a 


clear insight into modern practice in the maintenance, over- 
haul and inspection of the most usual types of boilers and.. 


accessories meb with in Меди power plant. 
The author does not claim to have treated the subject con- 
prehensively, but in the limited space at his disposal he hie 


| By R. Cuayrox, Рр. Hs; - x 
Loudon: Sir Isaac Pitman & Sons, Ltd. Price ^ 


clearly set forth the principal features in connection with the —. : 


safe, efficient, and economical supervision of boiler-house plant. - 7. 
Some useful notes are given on types of plant and accessories, | 
The 


followed by a couple of chapters on Lancashire boilers. 
Lancashire boiler is taken us a fundamental type, and some 15 
pages are devoted to remarks on construction and the various 


defects which may arise in working, such as wasting, corro |." 
sion, pitting and grooving, and the probable location of these |. 
Notes are given on such practical matters as boier | 


troubles. 


and flue cleaning, the maintenance of valves and fittings, and `` 


the efficient upkeep of this type of boiler. 


The Cornish, Galloway, and other types of internally-firec | 
boilers are briefly described, and possible defects are touche | 


upon, but the space devoted to other types of evlindrical boiler: 


such as the dry and wet-back marine patterns is somewhat 


scanty, and the lack of illustrations is rather disappointing. 
The Babcock boiler naturally receives important mention 
and an illustration of the marine type 18 given on p. 62, whilst 


notes on defects likely to arise. with this class of boiler arc >`’ 


given in the text. The Woodeson and Stirling tvpes are men 


tioned, and it is refreshing to find that the author believes tha 


some of the more unconventional designs of water-tube boiler: 
will be encountered more in the future. | 

It would be quite interesting if the present monopoly ir 
water-tube boilers could be effectively countered, and we hac 


some really progressive designs tried under large scale condi - 


tions in this country. 


Vertical and other types of small capacity boilers are con- 


sidered, and constructional and service defects are touchet 


upon, whilst an illustration of the well-known Cochran bolle: - 


is included. 


+ 
~ 
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Some 13 pages are devoted to economisers and superheater . .. 


and much useful information is given by the author witl 
regard to maintenance. 
economiser safety valves. should be set to blow-off at abou 
20 Ib. above the nominal blow-off pressure of the boiler, bu 
whilst this may avoid stresses on the economiser it wil 


generally. result in trouble from valve lifting, and a hihe - 
setting is usually desirable even where centrifugal type fee > 


pumps are installed. Steel tube economisers are touche 
upon, and their liability to excessive internal corrosion am 
external wasting is rightly emphasised. 


Finally a chapter is devoted to the supervision and mainten 


ance of miscellaneous equipment in the boiler house, and th 

numerous points which demand attention from time to tim 

are briefly dealt with in the limited space of some 16 pages. 
The book is lucidly written and the author has been carefu 


to avoid advanced technical terms, so that the handbook сат: 
be confidently recommended to students, mechanics, and other | 


On page 87 the author states tha dio 


connected with the operation and maintenance of boiler plant . 


although the value of a work on such a practical subject woul 


probably have been enhanced hy the inclusion of further illus .. 


trations.—L. M. J.. 


The Book of the Ford Electrical Equipment. Ву R. T. NicHob dices 


son, M.A. Рр. 148; figs. $4. Tondon : Temple Press, Ltd 
Price 3s. net. 


The present-day model of the universal Ford car include .. ; 


an electrical starting and lighting outfit on what may now he 
ealled standard lines. That is to say. it is а two-unit system 
the generator being driven by skew gearing from the timin; 
wheel, and having its output controlled by the well-know! 


third-brush method, while. the starting motor is соппесіес., 


M __ 
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to the engine when required by the ingenious Bendix pinion. 
(шошду enough the special fly-wheel magneto is still re- 
sined for ignition, and for the horn. The book under review 
is intended ав & practical guide for the average Ford owner 
vith a non-electrical mind to the new lighting and starting 
sstem, which incidently supplies current to the ignition 
знеш for starting. Since the fly-wheel magneto is retained 
ad intended to be used for general running, we think that 
the description and instructions concerning it should have 
œrtainly been included in the present book, purporting to 
deal with the Ford electrical equipment. ln place of this, 
whenever the magneto is mentioned, the author refers us to 
bis "Book of the Ford." Having had this one grumble, we 
may pass on to say that on the whole the book, which 1s in 
efect a magnified instruction book on this one system, ful- 
fis its purpose remarkably well. The author evidently knows 
bis subject thoroughly, as we might expect from one who has 
witten two other Ford handbooks. 

Ilustrations are freely supplied and are clear, with the ex- 
ception of the frontispiece, a point that should be noticed 
in subsequent editions. A particularly good diagram is given 
ш page 27 to illustrate the function of an induction 
сой, so difficult to explain to a non-technical reader in a few 
words. Another good feature is the provision of separate 
disgrams of each circuit in the chapters dealing with trouble- 
finding, towards the end of the book. Also, it is pleasing to 
(егте that the author condemns the use of the word '' com- 
mutator’ for the revolving switch used on the Ford to distri- 
hate the Lp. current to the four induction coils. He substitutes 
the word ` timer," reserving the word * commutator "' for its 
erect application in connection with the generator and the 
motor, 

The book is divided into 18 chapters, some, however, being 
у short as hardly to deserve the title, the first chapter for 
example consisting of one page and others of two or three 
rages only. The first half of the book consists of a few very 
elementary facts about electrical principles. followed by full 
practical instructions about how to use and maintain the ap- 
raratus on the Ford car. This part is verv well done, and 
fmm it the average owner of a new Ford will obtain 
all the information he is ever likelv to require. Then follow 
тега] chapters on tracing certain catalogued troubles by 
means of definite steps lettered from AA to ГЗ. Possibly 
thee тау be useful, but troubles when they occur generally 
seem to have a way of keeping outside the proper list, and 
inllowing the tabulated steps often seems more difficult than 
ш the actual fault, in the present writer's opinion at 
wast, 

_The superhuman task is then attempted of trying to explain 
in non-technical terms the complete theory of a dynamo and 
a mator (including third-brush output regulation) all in the 
quee of two very short '' chapters." The result is as satisfac- 
iarv as could he expected, though the slip on p. 149, of des- 
тыт the field coils of the series wound motor as shunt coils, 
should have been avoided. 

. оше of the definitions are rather loose, and the grammar 
к not always above reproach. For example, p. 72 “ Electri- 
fitr can always he trusted to sort itself out. Tt does not get 
tangled up in itself °°; p. 128 '' the point of which alwavs turns 
tv the north (or so near the north as does not matter) "ip. 141 
"This will seem a very crude statement of the facts, but there 
х really all there is in them." A peculiarity of the book is 
the continuous use of words and nhrases in inverted commas. 
The renetition of such slang as ‘‘ any old conductor." “any 
cd stuff," rather gets on the reader’s nerves after a time. As 
з whole the book is sound and practical and will undoubtedly 
te f great use to the large army of Ford owners. 

F. H. H. 


Euctrical Installation Work, 1991. By J. H. HAVELOCK 
AMLEE. Рр. viii--366; figs. 120. Second edition. Lon- 
don: Crosby Lockwood & Son. Price 15s. net. : 


In issuing à second edition of this book, Mr. Havelock has 
done scarcely anything but re-print the first and as there were 
many points that might have been improved; parts that might 
have been condensed and omitted; and also questions that, 
though of great importance, were scarcely dealt with at all 
this means the loss of an opportunity for considerably improv- 
mg the book. 

Once elementary points of theory have been considered, the 
principal subject for a book justifying the title of this one 
*onld seem to be a detailed description of the various wiring 
stems and a critical examination of each to explain itg 
merits and de-merits. All this is, however, scarcely touched 
on. There is a single tabulated statement, occupying one page, 
D which the various wiring systems are scheduled with ex- 
tremely brief remarks about each, but this, of course, does nof 
net the case at all adequately. On the other hand there are 
E pages of description of C.T.9. wiring (apparently supplied 

7 the makers of the material) This is hardly a reasonable 
E ron: One might assume that Mr. Havelock thinks this 

о be the only system worth real consideration, but this iq 
probably not the case. | 

| On the other hand, nearly a quarter of the book is occupied 

le pion of wiring rules, tables of logarithms, and such 
oh eo which, though suitable for a '' pocket book," is 
| Place in a text book. The information can be obtained 

ch more cheaply in other forms. 


Apart from the description of С.Т.5. wiring, which is new to 
this edition, there is no real alteration from ihe first edition. 
As before the illustrations are clear and have the great merit, 
for the most part, of having been specially prepared and not 
simply copied from à manufacturer's catalogue. Possibly, 
however, some of this space might have been used to better 
advantage as full and half page illustrations of wall plugs, 
tumbler switches, and so on are not really necessary. 

The best part of the book is that dealing with the practical 
work. This is well written and should be of considerable 
value. If the rest of the book were remodelled to correspond, 
it would be a valuable text book on the subject with which 
it claims to deal. 


The Theory of the Induction Coil. By E. TavLon-JoNEs, 
D.Sc., F.Inst.P. Рр. 214. London, 1921: Sir Isaac Pit- 
man & Sons, Ltd. Price 12s. 6d net. 

A perusal of the opening chapter of this book makes it 
evident the author is one who has made the induction coil 
and its theory a hobby. The introductory chapter opens with 
a well-written historical account of induction-coil development 
since Faraday's discovery of induction in 159]. The remain- 
der of this chapter gives the normal description of induction 
coils and interruptors and a more original summary of .theories 
on the action of the coil. The second chapter defines primary, 
secondary, and mutual induction and coupling, and then gives 
the solution of the differential equations for the oscillation 
transformer, a detailed solution by the Drude method being 
given in the appendix. This is followed by a simpler theory, 
in which resistances are neglected. Capacity-potential curves 
are next dealt with at great length. Chapter V deals with 
the wave form of the secondary potential and, incidentally the 
construction and detailed mathematical theory of an electro- 
static oscillograph of the author's construction is given, and 
this instrument should find application to other. purposes than 
those of the author. Further chapters deal with variation in 
coupling and the determination of the physical constants of 
the induction coil, and this, together with the chapter on 
optimum secondary capacity, "measurement of secondary 
capacity, апа the maximum primary potential are possibly 
the most practical portion of the book. Concluding chapters 
deal with the discharge, the secondary potential at '' make," 
the Tesla coil, and the high-pressure magneto. Appendices 
deal at length with the mathematical treatment of various 
problems abbreviated in the text. | 

Undoubtedly the present book fills the gap which has long 
been present in induction-coil literature, and it is to be 
regretted that the author has not treated the matter more from 
the point of view of coil design, rather than as a purely 
physical problem. | 

The treatment from the point of view of the physicist 15 
excellent, and to the physicist it should be of value. Other- 
wise one might say the only practical interest in induction 
coils at the present is in connection with wireless telegraphy 
and X-ray working. Ав regards the former. the present-day 
tendency to work the wireless installation from an accumu- 
lator battery instead of the vessels mains. tends to make 
coil excitation for emergency purposes obsolete, and doubtless 
the small valve transmitter will eventually entirely displace 
the present-day emergency induction coil set. 

As regards X-ray work. whilst the transformer method of 
excitation of the tube appeals more to the engineer, there 18 
no doubt that many workers have a preference for the induc- 
tion coil and, as is well known and has recently. been shown 
by experiments by H. Behnken, the method of induction-coil 
excitation has definite quantitative advantages. Hence the 
theory of the coil is likely to still be of considerable practical 
importance, and this book ean be thoroughly recommended 
both to the pure physicist and to all those engaged in induc- 
tion-coil design for electro-medical and other purposes.—B. 
| EGGETT. 

-———— e ——| 


NN 

Memorial.— memorial tablet has recently been erected 
in an imposing position on the wall of the main entrance to 
the offices of the St. James’ & Pall Mall Electric Light Co., 
Carnaby Street, Golden Square, W.1. The tablet is of 
‘arrara marble mounted on а dove-coloured marble base— 
with blue lettering—and is erected in grateful remembrance 
of 21 employés of the St. James’ Co. and four employés of its 
ally—the Central Electric Supply Co.—who fell in the world 
war. The memorial was unveiled on Tuesday, January 24th 
—in the presence of a large number of employés—by the 
chairman of the St. James’ and Central Companies (Mr. 
Walter Leaf) who in fitting terms referred to the honour and 
reverence in which the 25 men whiose names are recorded on 
the tablet are held by the directors and employés, and said 
that the memorial. would stand for all time as a monument 
of gratitude and appreciation. The tablet was designed and 
erected by Messrs. John Underwood & Sons, of Baker Street, 
W.]. | 

Mme. Curie and the Académie de Médecine.—By a sub- 
stantial majority the Académie de Médecine, on January 
24th. agreed to the inclusion of the name of Mme. Curie in 
the list of candidates for the vacant seat. It is now uncertain 
whether Mme. Curie. having secured the right of candidature, 
will consent to stand for election, but if she does her accept- 
ance is considered very probable. 
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NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Sgrton-Jones, O'DsgLL AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


1,320. “Ignition systems of internal-combustion engines." R. W. H. Fox 
and C. E. James. January 16th. 


1,326. '' Wireless navigation apparatus." G. P. Grenfell and J. Robinson. 
January 16th, 

1,327. " Velepbonic apparatus and Cnstallations." C. B. Wardman. Janu- 
ary 160:һ. 

1,3339. © Means for audibly signalling upon sounds being reproduced in а 
telephone receiver," F. W. Hampshire. January 16th. 

1,3459. “ Electrical rheumatic spring foot. support." — L. Ebelman, F. E. 


Pratt, and C. Saunders. 
1,356. * Insulating 
Lid. January 16th. 


January 16th 
sheet materials." Metropolitan-Vickers Electrical 
(United States, January 26th, 1921.) 


Co., 


1,358. “ Vibratory device for sound signals, Nc." HE Baron (Signal Ges.). 
January 16th. 

1.359. ©“ Determining depth of the sca." H. Baron (Signal Ges.). January 
16th. 

1.360, '* Automatic telephone systems." T. Lenaghan. January 16th. 

1,363. ''Gasfilled electrice discharge — tubes." Naamleoze Vennootschap 
Philips’ Gloeilanpenfabricken. January 16th. (Holland, February 10th, 1921.) 


*. 


1.30%. 
J. Н. Runbaken and W. Torrance. 


" Coninutators or current. distribuiors of electric. ignition systems.’ 
January 16th. 


L38l. ' Combined. electric Lampholder and switch for vehicle lamps." A. H. 
Hunt. January 16th. 

L392. '* Automatic switches for control of electrical current.” V. А. 
Keller. January 17th. 

1,394. '' Portabie electrical apparatus for attachment to domestic baths.” 
W. M, Edwards. January 17th. 

1.422. “ Telephone register.” W. M. E. Ryan and J. C. Ryan. January 
Irth. | 

1,432. “ Combination. of dynamo-electrice machines to maintain. constant 


load on water wheels, turbines, &c.” 
С. Watson. January 17th. 


Drake & Gorham, Ltd., and A. Н. St. 


1.4335. "© Electro magnetic clutches.” J. W. Hall. January 17th, 

1,438. "*'' Electrical inductances.” C. E. Wheeler. January 17th. 

1,442. '' Variable electric cordensers." V. J. Hinkley. January 17th. 
1,458. ''Control of electric motors." E. А. Binney and Metropolitan- 


Vickers Electrical Co., Ltd. January 17th. 


1,459. "Air connections for clectro-magnetically actuated valves." J. P. 
Campbell and Metropolitan-Vickers Electrical Co., Ltd., and N. E. North. 
January 17th. 

1.4600. © Electric. switchgear.” М. A. Coates and Metropolitan-Vickers 


Electrical Co., Ltd. January 17th. 


1,461. '' Electric switchgear.” W. A. Coates and Metropolitan-Vickers 
Electrical Co., Ltd. January 17th. 

1.463. '' Wireless signalling systems.” R. Hansen. January 17th. 

1.476. * Electric lamps to be carried on the person." G. Oldham and J. 
Oldham. January 17th. 

1.481. *'' Eicctric осрап actions," H. S. Jones and T. H. S. Jones. Janu- 
ary Irth. 

1,487. ' Electro-plitinyg apparatus." W. H. Anderson. January 17th. 

1.458. “ Electrical commutator machines," Siemens Schuckertwerke. 
January 17th. (Germany, January 17th, 1220.) 

1.494. '' Hot wire microphones." E. T. Paris and W. S. Tucksr. January 
lrth. 

1.500, '' Electric alarm signals, &c." J. R. West. January 17ih. 

lw. *'' Electric candle lamps.” О. T. Hanks. January lrth. 

1,506. “ Incandescent electric lamps." S. L. Price. January 17th. 

1.59, “ Methods of climinating currents in lead sheathings of clectric 


cables," A. M. Tavlor. January [&th. 


1,512. "'' Device for preventing theft. of electrically-propelled vehicles." G. 
S. Hynes. January 18th. 
1,568. '' Wireless telegraphy, &c." Radio Communication Co., Ltd., and 


J. Scott-Tagyart. January 18th. 


1574. “ Photographic sound recording and light telephony." H. G. 
Matthews. January 18th. 

1,583. “ Thigh-frequency telephony." Ges. fur Drahtlose Telegraphic. 
Janucry 18th. (Germany, February lth, 1921.) 

1,584. *“ Receiving arrangements ior submarine sound." H. Baron (Signal 
Ges.). January 18th. 


1,592. “ Apparatus for determining dielectric strength." А, W. 


Jantary 18th. 


Empson. 


1.599. ‘Automatic maximum and minimum current circuit breakers.” V. 
Martinetto. January Rth. (italy, March, 15th, 1921.) 

1.609. “ Bulb and reflector fittings of electric lanterns, &c." F. W. 
Thorpe and Veritys, Ltd. January D9th. 

1.0109. '' Electric fuse box." E. A. Claremont and G. H. Scholes. January 
19th. 

1.611. * Thermal switches or automatic cut-outs for incandescent electric 
lamps." F. H. Eeles. January 19th. 

1.621. ‘ Electrical signalling devices." F. C. Tipping. January 19th. 

1.628. “Signal transmitting device for wireless, flashlight, and land-line 
systems Of telegraphy.” E. J. Quinn. January 19th. 

1,648. “Spring contacts for clectric switches, fuse holders, &c." A. C. 
Smith. January 19th. 

L61. '* Electric fuss. cut-outs, с." Siemens Bros. & Co., Ltd., and 
H. G. Wood. January 19th. 

1.655. * Electric lighting on motor vehicles.” W. T. Wilkinson and R. 
Tilley. January 19th. 

1.656. '' Message pads for telephones, &с.” H. O. Quinn. January 19th. 

1.661. *'' Electric. ship propulsion systems." J. P. Campbell and Metro- 
politan-Vickers Electrical Co., Ltd, and L. Miller. January 19th. 


1.666. * Electric relays, &c.” W. S. Graff Baker. January 19th. 

1.677. *'' Electric horns, &c." W. Seck. January 19th. 

1.66. “ Phonometer." C. J. G. Wood. January 19th, 

1.700. “ Dimming switches." A. T. Padmore. January 19th. 

1.707. " Electrically-operated trucks.” H. J. Carey. January 20th. 

1.714. “ Fault localisation for underground electric cables." — Callender's 
Cable & Construction Co., Ltd., and C. W. Kay. January 20th. 

1.717. “ Suspension chains for clectric light fittings." G. Brookes and 
Brookes, Ward & Co., Ltd. January 20th. 

1.730. '' Electric projector lamps for advertising, &c." W. Bucklow and 


L Н. Montague. January 20th. 
T “ Electric heaters for incubators, &c." A. Wilson. 


yl add, 


January 20th. 


1756, “ Electro-magaetic clutches.” J W. Hall. January 20th. 

1.757. © Motor-car bead lamps, &c." S. Couldrey. January 20th. 

1.762. '' Electro-mechanical relays." A. E. Mills and K. S. Mills. Janu- 
агу 20th. 

1.763. * Electric accumulators, &c.” W. S. Jeal and M. Payne. January 
20th. 


1.769. “ Potential transformers and fuses used therewith.” W. A. Coates, 
D. R. Davies, and Metropolitan-Vickers Electrical Co., Ltd. January Ahh. 


1.270. “ Electric protective relay apparatus." Metropolitan-Vickers Elec- 
trical Co., Ltd. January 20th. (United States, January 20th, 1921.) 

1,784. “ Mounting commutators of electric machines." Siemens Schuckert- 
werke. January 20th. (Germany, January 20th. 1921.) 

1.785. *'' Electric switching devices." J F. Monnot. January 20th. 

le " Systems for producing oscillating currents." British Thomson- 
Houston Co., Ltd January 20:n. (Urited States, May 18th, 1921.) 

1.791. “ Leading-in wires." British Ihomson-Houston Co., Ltd. (General 
Electric Со). January 90th. 

792, “ Electron. devices." British Thomson-Houston Co., Ltd. January 
90th. (United States. August 29th, 1921.) 


British 
(United States, July Ist, 1921.) 


Ltd. 


13.798. '' Electron. discharge devices.” 
Janus с» 20th. 


Thomson-Houston Co., 


1,834. “ Machines for making coils of insulated, &c., wire." J. F. Sutton. 
January 21м. 

1,438. ‘Inductance coils for wireless telegraphy, &c." J. F. Sutton. 
January 21st. 

].540. t Klectro-magnetic hammers for bells, &с.” A. E. J. Ball and 
I. Н. Parsons. Januory 2150, 

1.547. '' Incandescent electric. lamp holder." H. W. Rush. January 21st. 

1,848. '' Radio, &c., telegraphy." E. Pollock. January 21st. 

1.862. *' Telephone systems.” Siemens and Halske Akt. Ges. January 21st. 


(Germany, January 21st, 1921.) 


1.864. *' Electric accumulators.” H. Laitner. January 21st. 

1,863. *" Eleetro-pneumatic relays and susaining devices therefor." J. Н. 
Compton. January 21м. 

1.875. '' Electromotive apparatus for track circuit relays or electricity 


meters." A. E. Castle and General Electric Co., Ltd. 
January 21st. 


Angold and F. L. 


].NTN. "' Electric. switches.” E. G. Harcourt. January 215, T 
1,84), 4 Power-factor measuring or indicating instruments for alternating 
electric currents." Chamberlain & Hookham, Ltd., S. James. January 21м. 
1,891. *' Electric. control switch." О, S. Corbett. January 21st. Хае 
1,897. " Spark intensitiers.’’ J. Froclicher. January 21st. ate 
PUBLISHED SPECIFICATIONS. Ө, 
The numbers in parentheses are those under which the specifications will be — 
printed and abridged, and all subsequent proceedings will be taken. 
2919. a 
13.467. Electric control. of railway trains or vehicles.” А. R. Angus. _ 
July 19th, 1920. (173,531.) "2 
1920. бє 
17.321. '' Spurking plugs for internal-combusiion engines," Р. Mei. June — ^7 
Уо, L320, (tad, ade.) ELO 
de 354.0“ Asynchronous electric. motors." Siemens Schuckertwerke Ges. «54 7 
March sth, 116. (146,175.) m3 
17,539. °° Asynchronous electric. motors.” Siemens Schuckertwerke Ges. on 
January llth, 1917. (Addition to 146,175.) (146.176.) Nu 
17.969. Asynchronous electric motors," Siemens Schuckertwerke Ges. ~ vr 
March JO0th, 1916. (146,242.) RM 
18,810. ** Electric ignition. plugs." Michigan Spark Plug Co. January 3lst, - ^^ 
1919. 173,539.) Г“ 
18,391. *' Electric discharge apparatus." F. Schroter. January 23rd, 1918. .--> - 
(147 037.) ue ue 
20,034. '' Electron. discharge apparatus.” British Thomson-Houston Co. *^^'* 
Ltd. October 28th, 1915. (148,132.) 
20,236. '' Method of tuning direct-coupled transmitting apparatus for wire- 2 
less telegraphy.” Dr. E. F. Huth Ges. and Dr. 5. Loewe. September 18th, 
1915. (145,822. 
21,725. "' Automatic switch which ts particularly suitable for electric hoists.” 
А Satterthwaite. July 20th, 1920. (17.5 549.) jon. 
22,013. * Sound producing devices." Н. A. Gaydon and Creed & Co., Ltd. 
July 22nd, 1920. (173,551.) | m 
23,193. '' Induction. motors." British Thomson-Houston Co., Ltd. (General 27227 
Eiectric Co.). August oth, 1920. (173,556.) eee 
74.60.“ Anti-parasitic selecting and receiving system for telegraphy and | - 
telephony with or without wires." L. Levy. August 25th, 1919. (Addition to 7 —* 
133.306.) (130,352.) SIS 
25,420. '' Construction of thermionic valves as used in wireless signalling +; гү, 
systems.” J. Scott Tapgart and G. G. Farley. September 3rd, 1920. (173,5685) 7-7 
26,994. © Process for removing gas residues and for purifying: inert gases -~i 
in electric vacuum tubes, incandescent 'amps, and the like." Dr. G. Holst, Ar% | 


Dr. E. Oosterhuis, and Naamlooze Vennootschap Philips’ Glocilampenfabrieken. 
September 23rd, 1919. (151.611.) 

28,090. '* Electric inductance apparatus.” 
Lid. (General Electric Co.). October 4th, 1920. 


British Thomson-Houston Co., 
(173,606.) 


28,213. '' Resistance switches for controlling the intensity of electric cur- 
гет” J. Watkinson. October Sth, 1920. (Cognate application 2,112/21.) 
73,613.) 

28.5999. “ Circuit controlling apparatus suitable for use in wireless tele- 
graphy.’ F. G. Creed and Creed & Co., Ltd. October 8th, 1920. (173,621.) 

28,673. '' Sounding apparatus for submarine boats.” Electric Boat Co. 
October Lith, 1919. (152,333.) 

28,717. * Power generating units for locomotive headlights." H. E. Elrod 
and B. B. Lacy. October. llth, 1920. (173,625.) | 

29.088. "'' Electric starters for internal-combustion engines." A. H. Midgley 


and ©. А. Vandervell & Co., Ltd. 
29,335. '' Telephone systems." 
Lid., P. Webster, and R. Mercer. 


October l4th, 1920. (173,629) 
Automatic Telephone Manufacturing Co., 
October 18th, 1920. (173,633.) 


23,461. '' Portable electric lamps.” W. H. Shannon. October 19th, 1920. 
(173,638.) 
23,707. '' Telephone systems.” — Automatic Telephone Manufacturing Co., 


Lid., and J. Savin. October 215{, 1920. (173,641.) 


29,731. “ Measured service telephone systems.” Automatic Telephone 
Monufacturing Co., Ltd. December 13th, 1919. (155,568.) 
29,811. *' Distributors for Uigh-tension ignition apparatus." E. A. Watson 


and M.-L. Magneto Syndicate, Ltd. October. 21st, 1920. (173,643.) 


30,121. 8 Electric relays.” McKenzie Holland & Westinghouse Power | 
Signal Co., Ltd., and W. A. Pearce. October 25th, 1920. (173,648.) 
30,156. “ Magnetic circuit of electrical motors and dynamos." Н. Robinson. 


October 25th, 1920. (173,649.) 


30,028. “ Moisture indicators." — British Thomson-Houston Co., Ltd. 
(General Electric Co.). October 28th, 1920. 173,623.) 
30,985. '* Thermally controlled. circuit interrupters." Igranic Electric Co., 


Lid. (Cutler. Hammer Manufacturing Co.). 

31,180. *' Electrical. heating units.” 
November 4th, 1920. (173.660.) 

31,225. “ Self-acting locking 
when same are inserted," A. J. Barker. November 4th, 1920. 

32,003. “ Trolley heads for electrically-propclled усһісеѕ."' 
November 12th, 1920. (173,669.) 

32.247. “ Galvanic batteries.” О. Oldham, G. Oldham, 
November 15th, 1920. (173,671.) 

33,937. “ Spark plug." A. A. Thornton (Ignition Co. of America). 
ber 22nd, 1920, (173,674.) 


November 2nd, 19%29. (173,657.) 
H. Cheshire and V. Summerhayes. 


lampholder for incandescent clectric lamps 


(173,661.) 
R. J. Danson. 
and J. Oldham. 


Novem- 


34,560. “ Method of controlling continuous current motors.” Oesterreichische 
Siemens Schuckertwerke. January 29th, 1916. (Divided application on 
145,589, addition to 145,589.) (154,936.) 

1921. 

1.243. '' Electric connecting plugs." О. Stalhane and О. O. Kring. No- 
vember 27th, 1918. (157,331.) 

4,055. " Portable accumulators.” Ј. W. Cook. February 3rd, 1921. 
(173.442.) 

7,276. “ Electric blasting fuses.” A. L. Oliver. March 7th, 1921. (173,450) 

11,446. “Control of electrically-operated fluid compressors." Westinghouse 


Brake and Saxby Signal Co., Ltd. August 3lst, 1920. (168,583.) 


16.504. '* Air removing apparatus adapted for use with mercury vapour 
rectificrs, and like devices operating with a permanent high vacuum. 
Siemens Schuckertwerke Ges. June 15th, 1920. (164,756.) 

20,287. ‘ Ejectors of the inward flow radial type.” | Metropolitan-Vickers 
Electrical Co., Ltd. September 29th, 1920. (169,683.) 1 

233.245. “ Condensate ejectors.” Metropolitan-Vickers Electrical Co., Ltd. 


October 22nd, 1920. 
23,349. 
Doudou. 


(170,558.) 
" Electric apparatus for the permanent wavin 
March 26th, 1:20. (Divided application оп 100,746.) 


of the hair." G. 
(168,600.) 
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NECESSITY FOR SCIENTIFIC 
COSTING. 


THE 


CosT accountancy 1s à subject which, ten years ago, was 
practically unknown to the general public and by no 
means so well known as it should have been in industrial 
circles. For many years cost and works accountants 
exercised their functions in obscure corners of large 
industrial concerns, and their aims, aspirations, and 
achievenients were rarely understood or appreciated by 
With the advent of the 


came the urgent need for securing from 


the busy world around them. 
war, however, 
all available sources the maximuin output of war material 


at a mininum of cost. Business men recognised the 


necessity for scientific costing as a means to an end, and 
the application of approved costing methods to produc- - 
tion on a national scale enabled the Government to 
on the war. 


obtain adequate supplies for carrying 


Accordingly, scientific costing was welcomed as a new 
discovery, but the chaotic conditions following the war 
had the effect, perhaps, of retarding its progress tempo- 
rarily. There came a time, however, when business men 
realised that the artificial prosperity which existed was 
leading the country to ruin, and with that realisation 


even greater need for the most stringent 


which could) only be brought about by the 


came an 
economy, 
practical application of scientific costing methods. 
Some three years ago the Institute of Cost and Works 
Accountants was formed, with a view to bringing about 
proper organisation of the cost and works accountancy 
profession, and in that there is no doubt that it has 
succeeded. It has held a great number of meetings, both 

London and in the provinces, at which the various 
aspects of costing have been discussed, and the fact that 
some of our most eminent industrialists have attended 
these meetings is evidence of the esteem im which the 
body 1х held. 

On February 3rd a conference was held at the Holborn 
Restaurant, London, when scientific costing was dis- 
cussed, the chair being occupied by Lord Weir of East- 
whilst Mr. H. Mensforth, Director-General of 
Government Factories, also 
attending that conference, 


wood, 
delivered an interesting 
address. After one could 
not but be struck by the immense possibilities which 


are open to the efficient cost accountant. The chief ains 


of a costing scheme are the determination of true cost, 
the provision of a reliable basis for estimates; control 
of stocks and work in progress; valuation of work in 
progress and semi-finished products; and provision of 
statistical information for the guidance of the manage- 


ment. This last covers a very wide and valuable field, 


and includes periodical comparisons of costs, bv which 
items of undue expenditure cun be located, comparative 
costs of different methods, determination of future manu- 
facturing policy, and general statistics. As one speaker 


[181] 


182 


THE ELECTRICAL REVIEW. [Vol. 90. No. 2,307, FEBRUARY 10, 1922. 


at the conference aptly detined him, the cost accountant 
niust be the index finger, to point out items of cost which 
are unduly high, in order to enable the management 
of a factory to apply the axe, an instrument with which 
we are all extremely familiar of late, although not with 
the application of it in high places. The cost account- 
ant can only diagnose a complaint; he cannot medicate 
it. 

Although cost accountancy cannot be regarded as in 
its infancy, there are still many matters which will have 
to be very thoroughly investigated before the fullest 
use can be got out of it. For instance, standardisation 
is & subject which is occupying the attention of many 
people, both inside and outside the profession, at the 
moment. It goes without saying, of course, that in the 
adoption of a costing system regard must be had to the 
conditions, the output, and the nature of the articles 
produced in a given factory. Every manufacturer 
looks upon his particular business as one possessing 
peculiarities; this 1х correct to an extent, but there 
should be no difficulty in standardisation, at least, so far 
as particular industries are concerned. In some indus- 
tries it 1s necessary to standardise in order to secure 
uniformity of prices amongst thousands of businesses, 
many of which are comparatively small. Other indus- 
tries, producing lines which can be specitied exactly, 
may fix selling prices in committee for the whole trade, 
and standardisation for such an industry should proceed 
along the lines of definition of terms, classification of 
expenses, application of agreed principles, and the adop- 
tion of uniform methods. Whatever scheme is adopted 
by any particular industry, however, it must be adapt- 
able and flexible. It has been suggested that sehemes 
should be evolved by the masters’ federations of particu- 
lar industries, for use in those industries, and in at 
least one industry such a scheme has been evolved, and 
adopted by many, with a good deal of success. 

Considerable difficulty has been experienced in con- 
nection with the correct allocation of on-costs, or over- 
head charges, Many and varied are the methods 
adopted. Labour costs and costs of materials in the 
production of an article are more or less easy to arrive 
at, but the amount which has to.be added in respect. of 
rent, rates, taxes, floor space occupied, &c., 1s a matter 
on which widely divergent views exist, and here, again, 
the peculiar conditions of particular industries, and 
factories, play an all-important part. The matter, 
however, is exercising the minds of members of the In- 
stitute of Cost and Works Accountants, and although it 
might perhaps be folly to expect any considerable degree 
of standardisation in this respect, yet rules of some sort 
for the guidance of cost accountants are necessary. 

From the point of view of the management of a fac- 
tory, however, as was pointed out by Lord Weir, it is 
necessary to avoid the tendency for cost accountancy to 
become unduly academic in its spirit and in its practice. 
A busy manufacturer must have his figures presented to 
him in а manner in which they can be properly assimi- 
lated. What is perhaps simple to a trained accountant, 
familiar as he is with figures, is not necessarily under- 
standable by a man at the head of a business, who 
merely wants to find out quickly what his expenses are, 
in order that he may decrease them if they are undulv 
high. Again, much has to be done in the direction of 
educating both the workman and the employer into the 
value and the meaning of a costing system. If a work- 
man can be made to understand that production on the 
most economical lines is going to affect his wages, then 
we may look forward to a greater degree of co-operation 
than exists at present. The conservatism of the em- 
plover can also be overcome by education. In this 
connection it is interesting to call attention to allega- 
tions made last week, before a committee under the 
Safeguarding of Industries Act, that British manufac- 
turers of aluminium hollow-ware do not cost their pro- 
ducts efficiently, whereas on the Continent manufac- 
turers are very thorough in their costing methods. One 
witness said that he bud visited ви in this country, 
and had never seen an efficient costing department. It 


should be pointed out that the allegations came from im- 
porters of foreign goods, but it is obvious, from the 
speeches made at the conference, that those allegations 
are not strictly in accordance with fact. "There are some, 
of course, who are not paving sufficient attention to the 
thorough costing of the articles they produce, but such 
a sweeping statement as that made by the importers in 
question surely cannot be justified. A very g good answer 
is that British manufacturers are not likely to take a 
gentleman, known to be an importer, into their confi- 
dence as regards their costing methods. The Institute 
of Cost and Works Accountants has a long and arduous 
task before it. It is making every effort to raise the 
status of the cost and works accountant, and as an in- 
dication of the very high standard of merit demanded 
by the Council from ‘candidates for admission, the 
records show that about 60 per cent. of the applications 
received since its incorporation have been rejected. 


A very unfortunate corollary to the 
The Wimbledon dispute between the E.P.E.A. and the 
Case. Wimbledon Council was the appearance 
in the week-end Press of a statement 
that if the E.D.I.A. did not get what it wanted by 
peaceful means, there was still a way open to get 1t by 
withdrawing its members in London, or possibly all over 
the country. That the E.P.E.À4. Executive had no hand 
in the publication of such a pseudo-threat is authorita- 
tively stated, and this might almost have been assumed, 
for the E.P.E.A. itself would suffer from such an 
announcement, and whoever started the rumour has done 
the Association a тегу ill service. A strike threat can 
only be defended as a last resource when absolutely vital 
issues are at stake, and when there is no possibility of 
settling the dispute by peaceful means, and even then it 
can only be legitimately directed against the people 
concerned. We accept the Association's repudiation j 
the alleged threat the more readily seeing that it is 
cardinal feature of the poliev of the Executive to Cn 
ill possible means of negotiation and arbitration before 
resorting to extreme measures; as we stated in our last 
issue, the Association took up the matter with the 
Ministry of Labour with a view to the initiation of an 
official inquiry, but its efforts appear to have been un- 
successful; on the other hand, it is reported that an 
attempt is being made to have a ''town's meeting” 
called to discuss the action of the Council. 

From the report of the meeting of the Wimbledon 
Borough Council on January 3156 in the Wimbledon 
Borough Yews, we learn that the decision to dismiss Mr. 
Lee was carried bv sixteen votes to six; the members of 
the minority for three hours ‘ did their utmost to ex- | 
tract from the committee their reasons for this drastic ' 
action, and implored the Council to at least give Mr. 
Lee a chance of defending himself, but their cfforts were 
met all along the line with stony silence." Councillor 
Foster, who had spent the last vear on the Electricity 
Committee, declared that that Committee did all that 
was humanly possible * to make Mr. Lee's life a ‘ hell.’ 

In his opinion the whole business was an ex- 
pression of personal spleen and bias." Councillor Bel- 
linzham said ‘‘a grave injustice was going to be per- 
petrated on an official who had served the town for 22 
vears."  Endeavours were made to have a committee 
of inquiry appointed. but without avail; every amend- 
ment was voted down bv a mechanical majority. 

Without prejudging the matter, we cannot think that 
this is a satisfactory method of dealing with the ques- 
tion, which is of supreme importance to one of the lead- 

ing officials of the town. We sympathise with the 
councillors who did their utmost to secure for Mr. Lee 
an opportunity to know and meet the charges made 
against him, the most elementary claim of British 
justice. Mr. Lee himself has asked for an inquiry, and , 
in the best interests of pure and wholesome municipal 
government the facts ought to be made public. : 
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ELSEWHERE in this issue we give some 


Moving particülars of a competition opened by 
Platforms. the City of Paris for the best design of 


a moving platform for use in subways, 
for the transport of passengers. Such platfornis were 
trt devised by a French engineer named Hénard, and 
п was proposed that one should be installed at the Paris 
Exhibition of 1889, but the first realisation of the idea 
ras at the Chicago Exhibition of 1393 by Messrs. Gilsbee 
and Schmidt, who used two platforins, moving respec- 
ively at four and eight kilometres per hour. 

For the benefit of readers who are not acquainted 
with the system, we may say in brief that the platform 
consists of a series of flat sections some 10 ft. in length, 
mounted on a continuous rail which passes over sta- 
попагу wheels; the latter are kept in rotation by elec- 
wie motors, thus propelling the platform, the sections 
ot which are connected end to end throughout the whole 
rote, Which necessarily forms a closed circuit. One 
сап step off the station platform on to a platform mov- 
ing at five kin. per hour, and from this on to a second 
piatform running at ten km., and so on; and it is 
охе to install short local platforms at the stations 
maning at five and ten km., which enable passengers to 
lard the main platform running at fifteen km. per 
hour (about 94 m.p.h.). A ‘rolling platform " was 
ued at the Berlin Exhibition of 1896, but the largest 
and longest example was that at the Paris Exhibition 
м 1900, covering a distance of 3,500 metres, with twelve 
tations*, The Iast had two paths moving respectively 
at fonr and eight km. per hour, and was exceedingly 
vell patron iseed. 

Mr. W. Yosrath Lewis proposed that a similar system 
ме be ad opted for the London underground rail- 
хауз, and developed his scheme to an advanced stage of 
detail; he read papers on tlie subject before engineering 
«cletles some vears before the war. 

Whilst such devices are of proved value at exhibitions, 
we doubt. very much whether they could be made suitable 
far continuous use on a large seale. Numerous objec- 
лом at once come to mind, not least of which is the 
sistem of boarding a platform which never stops; the 
provision of seats presents a difficulty, the whole eee 
af the tunnel would have to be br ightly illuminated, 
lich at any point stops the whole “cireuit—and so On. 
Nevertheless, the engineers advising the Prefecture of 
the Кеше are apparently giving serious consideration to 
the subject, and it will be interesting to see what is the 
witcome of the competition. 


ee 
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THE news that the first contract for 


The the further electrification of the 
"Brighton" London, Brighton & South Coast Rail- 
Contract. way has been placed with the General 


lectrice Co., Ltd., is of more than 
"mary interest, for several reasons. It will be re- 
wthered that when the Railway Company decided to 


opt single-phase traction, using motors of the La 


Cour or Winter-Eichberg type. it was found necessary 
^ pronre the motors from Germany, although the rest 
"ihe plant was of British manufacture. We have from 
Une to time urged’ that it is of the first. importance 
that despite the fact that the tendency in this country 
b towards the use of direct current, our manufac- 
turers should equip themselves to deal with single-phase 
action, which is so extensively favoured abroad, and 
t are exceedingly pleased to know that this important 
"ample of alternating-current operation has been 
Ped in the hands of a British company. Details of 
е extent and scope of the contract have поё vet been 
"Тое, but we believe it applies mainly to the equip- 
sent of the rolling stock, 

Another interesting feature of the event is that when, 
“me 20 odd vears ago. the General Electric Co. decided 
"atend its manufacturing operations into the field of 
MEAN electrical engineering., its entry was made by way 


-. w 
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"ELECTRICAL Review, April 27th, 1900, p. 685. 
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of alternating-current plant; it is the company’s claim 
that it carried out the first large installation on the 
three-phase svstem in this country, and now it has the 
satisfaction of making its debut in connection with rail- 
way electrification by securing the first home contract 
for a.c. main-line equipment. And lastly, the placing 
of the contract further strengthens the opinion that our 
industries have passed through the worst of the 
‘slump "' and are steadily getting into motion on the 
up grade. Although the С.К. Co.'s extensive engineer- 
ing "works at Witton, of which we shall have more to 
say next week, have been far from idle during recent 
months, there is ample scope for a largely increased out- 
put and for the employment of many more men. This 
will be a boon to Birmingham, which has suffered more 
severely than many other towns during the period of 
trade depression. 

In tendering our congratulations to the company, we 
may add that this is the third of the important railway 
contracts that have recently been placed in this country. 
There are still many other big projects in the air, and 
we hope that a large proportion of the emplovinent 


c 
which they represent will be secured. to. British work- 


men, 
Discussions have been overheard in 
The D.O.T. certain commercial circles regarding 


the possibility of placing the Depart- 
ment of Overseas Trade on a direct revenue-earning 
basis by making a charge for the informatiqn which it 
supplies. One would have thought that the inipractic- 
ability of this suggestion had been amply demonstrated 
on the former occasions when it was brought for- 
ward. The information collected and disseminated by 
the Overseas Trade Department is already paid for by 
business men through the taxes. The service is main- 
tained at the expense of all, and should be kept open for 
the use of all, which would not be the case if a charge 
were made to those who availed themselves of it. It 
would not be found feasible to run the Department on 
the lines of an association existing for the benefit solely 
of its subscribers. If then it were proposed to make it 
self-supporting оп the piece-work system, who would 
gauge the money value of any particular investigation 
or piece of information? Such a system would intro- 
duce a very disturbing element into a service which has 
always been unequalled for its strict impartiality and 
integrity. 


i 


SOME extremely interesting figures 

“Power Station have reached us from the Electricity 
Statistics. Commissioners, too late for inclusion in 
this issue; they are based upon returns 

received from 301 electricity works in Great Britain 
during the year ended March 31st, 1921, and show dad 


the average coal consumption per kWh generated w 


3.32 1b., the lowest being 1.70 Ib. recorded by a atin 
situated in ~“ Are ea No. 13 (South-West Counties). d 
Area No. 1 (Northumberland) was a good second with 
1.73 lb., and took the first place for thermal] efficiency, 
the value of which was 17.75 per cent., whilst Area 
No. 13 came next with 15.50. The average for all 
stations in Area No. 1 was 2.08 Th. (the best area aver- 
age), the worst average being that of Area No. 6 (North 
Wales), with 5.52 lb. 

The total output of the 501 stations was over 3,167 
million kWh generated, of which 212 million kWh was 
produced from other sources than coal and coke; of the 
latter fuels 7,356,757 tons was consumed. 

The highest thermal efficieney of any station in Area 
No. 17 (Edinburgh and District) was only 7.56 per 
cent., and three other areas did not attain to 10 per 
cent. This is a poor showing. Nine out of 20 areas 
were over 12 per cent, 

The urgent necessity of improvement in our methods 
of generating electricity is only too evident when we con- 
sider that, over large areas, half a stone of coal is wasted 
for every pound that is usefully emploved. 
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A MANCHESTER OVERHEAD DISTRIBUTION SCHEME. 


THE BLACKLEY HOUSING ESTATE. 


‘ 


Ат the inquiry that was recently held by the Electricity 
Conimissioners in connection with the South-East Lan- 
cashire Electricity District, Mr. №. L. Pearce, C. B.E., 
city electrical engineer and manager to the Manchester 
Corporation, expressed the view that it was essential 
that all the main transmission lines should be under- 


ground, because in the cases cited it would be a physical 


impossibility to provide an uninterrupted run of over- 


r 
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“тс. 1.—SUB-STATION AND 
FOUR-POLE STRUCTURE. 


head lines, and that a line that ran partly overhead and 
partly underground would probably be condemned by 
all engineers, That Mr. Pearce is, however, willing to 
adopt overhead lines where the conditions are favourable 
will be gathered from the following details of the 
recently completed distribution system that has been in- 
stalled to serve the Blackley housing estate, which are 


Fig. 3.—AN ANGLE POLE AND SERVICE BRACKET. 


cspecially interesting Inasmuch as first-class overhead 
“istribution systems are by no means numerous in this 
country. 

The system of supply is an alternating-current, three- 
phase. four-wire one at pressures of 420 volts between 
tne phases and 240 volts between one phase and the 
neutral wire. A switch wire has been provided for the 
central control of the street lanterns. The whole of 


Fig. 2.—4A TYPICAL 
INTERMEDIATE POLE. 


the work was carried out by Messrs. Twiss Electric 
Transmission, Ltd., for the Manchester City Corpora- 


tion, by whose courtesy we are enabled to reproduce the | 


accompanying illustrations, which convey з good general 
idea of the equipment installed. a 

We are also indebted to Mr. S. E. Pearce for per- 
mission to publish his opinion of the quality of the work 
and the manner in which it was carried out. In a com- 
munication to Messrs. T. E. T. 
Ltd., he says :—‘‘ I am glad to have 
the opportunity of saying that we 
are in every way quite satisfied with 
the manner in which you have 
'arried through the contract for the 
distribution system of the above 
housing estate. 

“Та my opinion it constitutes a 
first-class example of what an over- 
head distribution system should be. 
The design of the work and the 
execution of the details thereof are 
exceedingly good. 

““ With regard to the poles, I 
think I can say they are certainly 
the finest that I have ever seen ’’—an 
uncommon, but well deserved, tri- 
bute to a soundly planned and care- 
fully executed engineering work. 

Contrary to the impression that a 
first sight might convey, the poles 


used are wooden ones, which were 
creosoted by the Ruping process. 


The building seen in the first illus- 
tration is the sub-station that sup- 
plies the whole of the estate. 
was built up of 34-ft. extra stout poles, and carries the 
three-phase conductors, each of which consists of 37/12 
s.w.g. bare copper wire; two switch wires and a split 
neutral are also provided. Each set of protective 
apparatus fitted for the phase, switch and neutral lines 
comprises a disconnecting link, choke coil, and light- 


Fig, 4.—A FOUR-POLE STRUCTURE. AT ROAD CROSSING. 
ning arrester—the whole of which gear was manufac- 
tured by Messrs. T. E. T., Ltd. 

Fig. 2 shows the typical construction of the 34-ft. 
stout poles that are used at intermediate positions ; each 
pole is staved by means of one insulated wire, and carries 
а lamp bracket for street lighting purposes. Fig. 3 
shows an angle pole, the conductors which it supports 
being all strained off. The service bracket that is seen 


The four-pole structure | 
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attached to the wall of the house on the right of the 
illustration is of a special design, and is arranged so 
that the leading-in tube also provides a means of fixing 
the bracket (this fitting was described and illustrated on 
p. 498 of our issue of October 14th, 1921). The service 
wnductor that is connected to the phase wire is insu- 
lated with "* p.b.j.," and is located above the bare 
wapper conductor connected to the split neutral; the ser- 
rice wires are of No, 10 hard-drawn copper wire. 

Some idea of the extent of the area served by the in- 


structure carries three-phase conductors, split neutral, 
and switch wires, and the protective apparatus provided 
is the same as that fitted to the one that carries the 
leading-in wires to the sub-station shown in fig. 1. 
Underground cables carry the energy across the road to 
a similar structure on the opposite side, and the latlis 
that are seen attached to the poles are temporary only, 
their function being to afford ‘protection against an 
excess of creosote. — The structure described in the last 
illustration is seen again about half way along the line 


Fic. 3.—THREE-PHASE DISTRIBUTING MAINS. 


tallation is conveyed by the fact that three ring mains 
lave been installed. The fifth illustration shows a 


three-phase distributing main, with a split neutral and ` 


switch wires, that forms a portiorf of one of the ring 
mains, and the strain insulators that are attached to 
thechannel arms of the pole in the foreground have been 
provided to accommodate service conductors when the 
latter are required. 

А close-up view of the four-pole structure that is to be 
wen on the left of fig. 5 15 given in fig. 4; it is built up 
of 3-ft. extra stout poles in combination with double 
struts in the form of stout poles of the saine length. The 


Fic. 6.—Нил, LANE DISTRIBUTORS. 


in fig. 6, which shows the overhead distributors along : 
Hill Lane, Blackley. 

All the fittings and insulators used for the installation 
were manufactured by Messrs. T. Е. T., Ltd. ; pin type 
insulators were used at intermediate positions, and the 
interlinked pattern at strain points. With regard to 
the street lighting, the lamp brackets are provided with 
double-pole fuses, and are connected with Cable Manu- 
facturers’ Association 2,500-grade weather-proof vul- 
canised india-rubber cables, which are supported on 
porcelain cleats and clamped to the switch and neutral 
conductors. 


WORKMEN’S COMPENSATION. 


By J. J. 


Tug Home Office has just presented to Parliament. its 
report giving the statistics of compensation and of pro- 
«dings under the Workmen’s Compensation Act, 1906, 
ad the Employers’ Liability Act, 1880, during 1920, 
and these are of considerable interest. 

The statistics as to compensation are derived from 
returns called for from employers in the seven great 
groups of | industries—mines, quarries, railways, 
factories, docks, constructional work and shipping—and 
out of returns from 146,657 employers, 118,542 were in- 
"uded in the collective returns supplied by Employers’ 
Associations, Mutual Indemnity Societies and Insurance 
Companies, from which it will be seen how large a pro- 
portion of employers now prefer to insure rather than 
cover their own risks. 

The importance of the Compensation Acts will readily 
be «en from the fact that the number of persons coming 
“thin the Acts who are emploved in these industries 
“a no less than 8,348,150, which, although a slight de- 
‘Tease on 1919, probably due to trade depression, was 
an increase of nearly 19 per cent. on the number for 
1910. 

On the whole there is a tendency for the number of 
"mpensation cases to decrease, but that for 1920 shows 
‘slight increase on the preceding vear, whilst the pav- 


H. 


STANSFIELD. 


ments for compensation are much greater, due mainly to 
the operation of the Workmen’s Compensation (War 
Addition) Acts, which raised the compensation payable 
in cases of total disablement. ‘This is reflected in the 
statement that in 1920 the average payment in case of 
death was £214 and in case of disablement £13 14s., 
corresponding with £161 and £6 7s. respectively in 
1914. 

In 1911 the total payments for compensation were a 
little over three million pounds, whilst the total for 1920 
was nearly twice that sum, and whilst there are, no 
doubt, cases of malingering, it must be granted that the 
payment of such a large sum must often have relieved 
that anxiety due to impoverished means which at one 
tine accompanied suffering caused by accident. 

The £5,978,009 paid for compensation only represents 
the actual amount paid to workmen in the seven indus- 
tries, or their dependents, and not the total charge on 
the industries. To compute this it would be necessary to’ 
take account of the administrative, medical and legal 
costs of emplovers, insurance companies, and mutual in- 
demnity associations, including the sums placed to re- 
serve or set aside as profits. 

The figures for 1920 of the whole of the emplovers' 
liability insurance business of insurance companies are 
somewhat significant and worth giving in full :— 
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RECEIPTS. 
sua € .. £8,591,607 95% 
£195,952 2 


Premtums з... e o. 
Interest on reserves ... 


— 


£9,047,559 1007; 


EXPENSES, XC. 
Payments under policies к e n 
Commissions and expenses of management 
Transferred to reserves 
Set aside as profits — ... 6 


£2,480,755 . 377 
£2,921,959 325, 
1,476.69 
£1,667,976 — 195, 


| £9,047,559 — 1005 

The complaint frequently made by insurance coni- 
panies in the past that workinen’s compensation does not 
pay does not appear to be warranted to-day, and results 
such as these appear to a large extent to account for 
the steady growth of mutual indemnity associations. 

Factories in which the electrical industry is prin- 
cipally concerned account for over 23 millions out of the 
nearly six millions paid in compensation, whilst mines, 
the next largest, account for almost 24 millions, the aver- 
age charge per annum per person employed of the whole 
of the employés in the seven industries being 14s. 4d. ; it 
is noteworthy that in the coal mining industry the 
charge works out at about 2.444. per ton of coal raised. 

The compensation period is usually of short duration ; 
for 1920 it was 59 per cent. for less than four weeks and 
93 per cent. tor less than 13 weeks, though it is interest- 
ing to note that less than nine per cent. was for periods 
below two weeks. It is generally agreed that the pro- 
vision in the Act of 1906 which entitled the injured em- 
plové to compensation from the date of leaving employ- 
ment if the period of incapacity continued for upwards 
oi a fortnight has had a tendency to lengthen the period 
of absence from work in the case of minor injuries, 

The most satisfactory feature of the report is the 
steady decrease in the number of cases taken into court, 
the actions under the Emplovers’ Liability Act, 1830, 
and appeals to Higher Courts and the House of Lords, 
thus showing a growing confidence in the cheaper 
methods of administration under the Act of 1906, this 
decrease in litigation being out of all proportion to the 
falling off in the total number of cases. 

Some may still hold the view that compulsory compen- 
sation is a charge on industry which is unreasonable and 
a handicap to progress, but this can hardly be said to 
be borne out by the figures given in the report, and in 
апу event the tendency to-day is to add to that class of 
social legislation which will protect the emplove and 
provide by mutual means what in “ the good old days ” 
was considered should be met only by a policy of self- 


help. 


ELECTRICITY FOR THE COUNTRY DWELLER. 


By J. M. C. FIELD. 


As things stand at present, the day when every small 
town and village will be supplied with electricity from 
huge generating stations still seems a very long way 
ahead. Thousands of country houses are supplied. from 
their own private generating plants, but it must be re- 
membered that the high initial costs aud heavy running 
expenses of these sets completely debar the majority of 
middle-class country dwellers from the use of electricity 
even for lighting purposes. Again, there are many 
people. who are in a position to afford their own genera- 
ting plants, who have not the eonvenience to house 
them, or labour at hand to attend to them. 
Contractors are ¢ircularising villages all over the 
country in the hope of picking up a few more 
sU private plant’? jobs. Could they not organise some 
sort of village electric lighting clubs, and thus when 
their men were in one village. wire up a dozen houses 
one after another, and put in a miniature central sta- 
tion to supply them all? The small automatic plant of 
4 or 5 kW would he ample to supply the needs of a small 
village. and in almost every case a semi-skilled шап 
could bé found who would be willing to give his attention 


~ 
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to it, and provided the houses were fairly well grouped 
together, the cost of overhead mains should not 
be excessive. Meters would be unnecessar y; a small 
automatic circuit-breaker for each house would serve 
as a limiter, main switch, and main fuse at the каше 
tune. 

As regards the financial side, it is suggested that the 
concern should not be run at a profit, but simply that 
each member should take his share in the initial cost and 
running expenses in proportion to the power he con- 
suiued.— This share should be far below the cost of a 
private plant for each member in both items. — In addi- 
tion to the volunteer attendant, a secretary could be 
appointed, and these two members might be exempted 
from their share of the running expenses, 111 return for 
their services, At the end of each quarter a meeting 
could be held, at which the secretary would. state tle 
total amount expended in fuel, spares, &c., and each 
member would pay his share in proportion to the total 
wattage of lamps he had installed. 

Of course, to get many consumers in every village 
could not be expected, but if only two or three members 
could be obtained the contractor would be well repaid 
for his enterprise. Minor details of such schemes аге 
easily worked out, and a carefully-worded circular to 
possible clients, stating the many advantages of the 
scheme, should bring a much greater return than over- 
doing the * private plant" canvassing. 

The scheme might also be enlarged upon for small 
town work, run on the same Ines, but with @ stand-by | 
plant provided and a whole-time attendant to look after | 
the system generally ; 1t might even prove more economi- 
cal in this case, as small semi-Diesel or suction gas 
engines could be used with lower fuel costs than auto- 
matie lighting sets. 

The whole idea is to make electric light possible to a 
new class of customer altogether, such as the ‘ new 
poor." village, and small town tradesman, «&c., who 
would welcome electric light at a moderate cost with 
cpeu arms. 


A NEW AUTOMATIC TELEPHONE EXCHIANGE 


| 
A LIVEkPooL INNOVATION. | 


l 
АТ the head office of the Licerpool Courter and the | 
Liverpool Evening [arpress, on January 16th, Sir William i 
Noble, M.LEE.E.  engineer-in-chief to the British Post! 
Осе, Inaugurated a new automatic telephone exchange | 
that has been installed. for the use of the above-named | 
journals, and was presented by Mr. А. Burchill, mam- 
aging editor, with a souvenir piece of plate m the forms 
of an inkstand with a “Relay " telephone dial switeh in the! 
centre. For the occasion. the dial switch was connected to 
the installation, and Sir William made his first call by jit 
aid. The equipment was supplied. and fitted by the Relay | 
Automatic Telephone Co.. Ltd., and the new private branch | 
exchange forms a new departure in more than one way. The 
new exchange, it should be explained, is the pioneer. news- 
paper installation of its kind. Not only is every department 
and, indeed, every department, capable of automatically eom- 
municating with every other one, but it can also. establish 
equally immediate automatic communication with the private 
manual switchboard which handles the outgoing and incom 
Inv messages between the establishment and the publie Post 
Office exchange. That the Post Office authorities cow 
tenaneed the installation of the new automatic. exchange 
marks a further advance in the policy. of its telephone depart- 
ment. It is believed that only one precedent exists, amd that 
is Messrs. Siemens s works at Woolwich, where the granti : 
cf permission to connect. such an exchange with the рари 
telephone service for experimental. purposes was regarded by 
the authorities as a Very special privilege. 

We understand that the new installation has already 
demonstrated its capacity to speed up even. external com- 
munication to an appreciable degree, and so far as Vaterde- 
partmental work is concerned the service is said to be “sim 
pitied expedition itself." 

The new automatic exchange has been. equipped to deal 
initially with 50 subscribers’ lines, but it 1s eapable of being 
extended. All the lines have access to and from one of the 
GO. publie exchanges in Liverpool through a талап! 
board of the G.P.O. standard e.b. type, and is еашрреа with 
standard cord circuits and exchange-line circuits. 

[t should. perhaps. be explained that confusion concerninc 
the difference between automatic telephones proper and inter- 
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communication systems should be guarded against. The 
atter have, of course, their use for small installations, but, 
zenerally speaking, they are limited in practice to a small 
sunbet of connections, and have usually the further disad- 
vantage of requiring more cables. The whole of the opera- 
tions of the Relay automatic system, which has been fully 
deseribed in our pages, on the other hand, are manipulated 
by means ОЁ a central automatic switchboard, to which each 
instrument is connected by twin wires only. The accom- 
panying illustration, fig. 1, shows the board with all the 
relay covers, except three, removed. ‘The ordinary well- 
known P.O. pattern of desk telephone instrument is used, to 
the base of which a dial switch is added. 

From the point of view of modern daily journalism the 
advantages of an edlicient system of automatic telephony are 
both manifest and manifold, and Sir W. Noble took the oppor- 
tunity the opening ceremony offered of addressing a gather- 
iof business men on the significance of the installation to 
the development of telephony in this country. Mr. A. 
Burchill, in asking Sir William to open the installation, re- 
marked that their judgment in providing it was confirmed by 
the fact that the British Post Otfice was now prepared to 
supply any subscriber with a similar system on rental. 

Sir W. Noble congratulated the Courier on being the news- 
pper pioneer in introducing the automatic system, and 
ponted out that private automatic exchanges were due to the 
enterprise of private individuals—the Post Office had no con- 
The first automatic telephone exchange 
operated by the Bell Co. in America was only opened for 
service at- the end of 1921, whereas in this country the auto- 
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mte telephone problem was tackled in 1912 with the instal- 


 Ation of a small trial public exchange at the head office. It 


Proved successful, and two more were opened in 1914, three 
in 1915, four in 1916, two in 1918, and two last year, while at 
resent six others were under consideration. All had proved 
highly satisfactory, but they were all located in self-contained 
ieas, Wherein only one large exchange existed. In no part 
f the world had ‘automatic exchanges yet been installed in 
mult-ofüce areas—namely, areas in which there were several 
итде or à number of small exchanges. 

Between January, 1919 (the date of the transfer of the 
mice by the National Telephone Co. to the Post Office) and 
the outbreak of the war the Post Office had expended over 
00.00) upon the improvement of the service. During 
that period it had installed 56 new large exchanges and ex- 
tended 27 existing ones by contract, whilst 137 small 
"changes were installed by its own staff. Since the Armus- 
we they had placed orders with contractors for 86 new 
"changes, and for 57 extensions of existing exchanges, 
Wades a large number of small extensions made by the 
Post Office staff. In local development, such as the construc- 
in of underground lines for telephones in’ place of the over- 
“ad system, they Һай” since the Armistice spent over 
Eon o, and for trunk lines they had spent over £4,000,000. 
n Liverpool they had provided a new Central Exchange, a 
Mew exchange in Wallasey, and had also extended 30 other 
eXchanges, | | 


„> 8.36 million kWh at an average cost of 8.0984. 


tricity being required in their urban districts. 


NORTH LANCASHIRE AND SOUTH CUMBER- 
LAND ELECTRICITY DISTRICT. 


COMMISSIONERS’ LOCAL INQUIRY. 


AN inquiry into the scheme that has been submitted by the 
Provisional Joint Committee for the area in connection with 
the proposed constitution of а Joint Electricity Authority for, 
and the improvement of electricity supply in, the above- 
named district* was opened at barrow-in-t urness on January 
3lst. The Commisioners present were Sir John Snell (pre- 
siding) and Mr. Н. Booth, who were assisted by Mr. D. 8. 
Cumberledge, and counsel included Mr. W. б. Kennedy (for 
the Joint Committee), Mr. Kdward Wooll (for the Barrow 
Corporation), Mr. Jacques Abady (for the Millom urban, 
Bootle rural district, Whitehaven town, Whitehaven rural, 
Egremont, Cleator Moor, and Arlecdon and Frizington urban 
district councils), Mr. Alfred ‘l'ylor (London North-Western, 
Midland, and Furness’ Railway Companies, Mr. Wm. 
Proctor (Kendal Corporation), Dr. T. Eastham (rural district 
councils of Lancaster, Lunesdale, South Westmorland, and 
Ulverston, and the urban district councils of Windermere, 
Ambleside, and Grasmere), and Mr. S. H. Smith (Winder- 
mere District Electricity Supply Co., Ltd.). 

Objections to the scheme, or to inclusion in it, had been 
lodged by 20 of the local authorities, and there was a large 
attendance. 

SIR JOHN SNELL (chairman), in opening the inquiry, referred 
to the peculiar position in which they found themselves. 
Local authorities and interested parties had appointed repre- 
sentatives to form a committee to consider the best means 
of improving the electricity supply in the district; that com- 
mittee had submitted a scheme. Since then, however, 
several of the authorities which sent representatives to the 
committee had passed resolutions either objecting to inclusion 
in the area, or objecting to the scheme, and there appeared 
to be a considerable amount of misunderstanding. | 

Mr. W. S. KENNEDY placed the scheme+ before the Com- 
missioners, and pointed out that the greater number of the 
objeetions was not received until the beginning of January. 
He did not think the objections were sech as would justify 
the Commissioners abandoning the scheme in its entirety. 
He pointed out that the fullest possible use might be made of 
Messrs. Vickers’s new  power-house at Cavendish Park, 
Barrow, about the use of which the Barrow Corporation had 


. been negotiating, and said that if that power-house was ulti- 


mately transferred to the Joint Authority there would be no 
need to proceed with the proposed hydro-electric power 
station on the river Leven at Backbarrow. If the suggestions 
were carried out the Joint Authority would be able to pro- 
duce by 1925, at an expenditure of £217,000, 20.6 million 
Wh at a cost of 1.1424. per kWh, as against the 1920 red 

e re- 
ferred to the complaint that the Barrow representation on the 
Joint Committee was too small, and detailed the financial and 
technical sides of the scheme. 

Mn. P. J. HiBBERT, J.P., Ulverston R.D.C. (chairman of 
the Provisional Committee), was called to support the 
scheme, and as closely examined by Mn. E. WoorL, who 
pointed out that only the previous day the Barrow Corpora- 
tion had passed a resolution objecting to being included im 
the scheme, and recommending as a practical alternative that 
the Corporation be authorised to enter into a reciprocal agree- 
ment with the districts of Dalton and Ulverston for furnish- 
ing them with electricity. 

Mn. P. J. HiBBERT believed that Dalton and Ulverston were 
the only places that now supported the scheme in its entirety. 
Under the scheme. while Barrow would lose control of her 
own generating plant, the town would gain in that there 
would be a cheaper supply of electricity. Barrow, too, would 
have to face certain charges as to transmission. If an alter- 
native area were possible, the Barrow. Ulverston, Dalton, 
North: Lonsdale, and Millom area would be an easy one to 
work. 

In answer to Mr. Entwistle (Town Clerk of Morecambe, 
who also represented Lancaster and Heysham) Mr. Hibbert 
said there were no chances of industrial development in the 
district. Replying to Mr. W. Proctor, he said Barrow having 
now refused to come into the scheme. it had no bulk supply 
source in prospect. It was provosed that Windermere should 
come into the scheme later. For that district special plant 
would be necessary. Many of the districts were of an agri- 
cultural kind, but there would be a demand for electricity 
if they were educated up to it. Millom had desired to be 
included in a Cumberland area and to use waste gas from 
Millom ironworks, but the Committee had not agreed to that. 

Sir Joun SNELL said the question of Millom being included 
in a Whitehaven and Workington area was an important one, 
and they would want expert evidence. | 

Mr. Hibbert was cross-examined by all the counsel en- 
gaged, and then Mn. R. Di, wonTH (chairman of the Ulverston 
urban council) and Mr. T. M. Kay (vice-chairman of the 
Dalton urban council) spoke with regard to a supply of elec- 


*ELec. Rev., December 3rd. 1920; р. 791. 
КЕгЕс. Rev., August 8th, 1921; p. 230. 
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Mr. H. R. Burnett (secretary to the Joint Committee and 
electrical engineer to the Barrow Corporation) explained that 
the technical details of the scheme were got out with the 
approval of Major Milne, engineer to the Lancaster Corpora- 
tion. He submitted new tables showing the generation cysts 
for 1921, as follows :— | 

Total cost of generation only at the existing stations 
(Barrow, Lancaster, Morecambe, Kendal)=1.794d. for 
10,957,035 kWh sold = £81,936, excluding capital charges. Тһе 
estimated charge for bulk supplies in the first period of the 
scheme to 1925=20,640,000 kWh (10,560 kW estimated maxi- 
mum demand) at 1.5d., or revised in view of reduced coal 
and other charges since the preparation of the- scheme=1.1d. 
per kWh sold. 


When the inquiry was resumed on February Ist, Sır JOHN 
SNELL intimated that owing to an attack of bronchitis he 
would be unable to remain in the chair, and that his fellow 
Commissioner (Mr. H. BoorH) would preside. 

Mr. Н. В. Burnett, in reply to a few questions asked by 
Sir John Snell, said, us an engineer, he favoured the whole 
area being in one scheme, and if there was any question at 
all about that, it would be with reference to the northern- 
most part in the Bootle area, where the only place of any 
size was Seuscale. He did not see any prospect of Seascale 
being connected up with the transmission lines, but if it was 
desirable a small generating station could be started there. 
Mr. Burnett advocated one Joint Committee for the whole 
area, and said it would be more efficient to have one than two 
areas. 

Sm Jonn SwELL then vacated the chair and Mr. BURNETT 
was closely examined upon details of the scheme by Mr. E. 
Wooll. He did not place too much reliance upon the last 
decision of the Barrow Corporation, because that might yet 
be varied. He did not think the scheme could go on without 
Darrow's co-operation. | 

After the adjournment Mr. Patterson (on behalf of West- 
morland County Council) and Mr. Bryning (on behalf of 
Lancashire County Council) asked the Commissioners, if. the 
scheme was approved, to give them direct representation 
upon the Joint Authority.—Mr. Kennedy submitted that the 
County Councils’ interests were protected by the Joint re- 
presentation of Lancashire, Cumberland, and Westmorland, 
and through the rural council and other local representatives. 
—Mr. Purnett was then subjected by Mr. Wooll to further 
examination respecting the proposed Backbarrow hydro-elec- 
iric station, the Joint Committee's estimated administration 
costs. &c.—Mr. Entwistle (representing Lancaster, Morecambe. 
and Heysham urban councils) sought to point out that dis- 
tricts which had undertakings which would be taken over 
by the Joint Authority were not so favourably placed with 
regard to costs as those which had no generating stations. 

He said that Morecambe ought to get its bulk supply from 
— Lancaster, and that at Morecambe and Heysham electricity 
was wanted in 500 houses for domestic use. 


The inquiry was resumed on February 2nd with Mr. H. 
BoorH: presiding and Mr. ARCHIBALD PAGE sitting us a Corm- 
inissioner in place of SIR JOHN SNELL. 

Mr. H. В. Burnett was further examined by Mr. Ехт- 
WISTLE (representing the Lancaster, Morecainbe, Heysham, 
and Carnforth Councils) who referred to the electrification of 
railways, and suggested that Lancaster would want to be 
linked up with the London & North-Western Railway, and 
possibly with a contemplated new generating station at 
Preston. 

Mr. Burnett did not think railways would be electrified in 
the first period of the scheme, 1925, and if he had assumed 
that they would be, he might have been accused of putting a 
fictitious demand in the scheme. 

The CHAIRMAN pointed out that they were not concerned 
with the electrification of railways, but with the scheme attect- 
ing Lancaster town and district. 

Мк. BURNETT pointed out that the success of the scheme did 
not rest upon the industrial position at Barrow. ‘The output 
at present, despite extraordinary depressicn in trade at 
Barrow, showed an increase, 

Mr. ENTWISTLE mentioned that the estimated capital expen- 
ditnre for the first period of the scheme did not provide for 
telephone cr pilot wires, and he questioned. whether single 
Lrunspnission lines would meet the needs of the area 1f the 
scheme was approved. He next dealt with coal consumption, 
and submitted that Lancaster might be able to get equal 
results to those of Barrow. | 

Мк. ENTWISTLE was referring to national developments when 
the CHAIRMAN interposed that there had been a great deal in 
the electrical Press and other papers about those schemes being 
national, but they were not. 

Mr. Proctor (on behalf. of Kendal) asked whether it was 
desirable to discuss a scheme which was dead if all the autho- 
rised undertakers declined to take part in it, but Mr. Burnett 
did not agree that it was dead. 

Mr. Proctor referred to costs and Mn. Burnett agreed that 
oe of the figures given in the scheme nught have to be modi- 

ed. 

MR. S. Н. Ѕмітн (representing the Windermere Electricity 
Supply Co., Ltd.) and Dr. EasrHaAM (representing Lunesdale, 
Lancaster, South Westmoreland, and Ulverston Rural District 


А 


Councils) agreed to consult their clients to see whether they 
could accept a suggestion thrown out by Mr. Page that they 
might make a small contribution to the administrative expenses 
of the Joint Authority, so that in the future they would be 
kept in touch with the developments of the area without 
having financial responsibilities. 

Мк. Аварү (on behalf of the Bootle Rural District of Cuin. 
berland and Millom Urban District) submitted that the scheme 
would not be prejudiced by leaving his districts outside the 
present scheme. 

Мк. BURNETT was re-examined by Mr. Kennedy on several 
points that had been raised, and in reply to many questions 
by Mr. Page he reiterated his opinion that it was better to 
have the scheme as а whole than a divided one. 

Mr. Woot (on behalf ot the Barrow Corporation) called 
COUNCILLOR MORTON to state why Barrow opposed the scheme. 
Mr. Morton thought that financial assistance could be 
obtained from the twenty millions mentioned in Section ls 
of the Electricity (Supply) Act, 1919, and the Chairman 
pointed out that that уоп have to be repaid. Mr. Morton 


. had the impression also that the Act was only really intended 


to apply to industrial areas, and he objected to a Joint Autlio- 
rity because the area was not like that of South-East. lan- 
cashire. 

Mr. Britton (city electrical engineer at Chester) was next 
called as an expert witness on behalf of Barrow Corporation, 
and the inquiry was adjourned. 


The inquiry was resumed on February 3rd. before Messrs. 
ll. Воотн and A. PAGE. 

Мк. BRITTON, the previous afternoon, had given his conclu- 

sions as follows: (1) That the Barrow Corporation and the 
urban districts of Dalton and = Civerston, and the southern 
part of the rural district of Ulverston, should be taken out ot 
the scheme, and application be made to the Electricity Com- 
missioners for a special order for the four authorities referred 
to In the urban and rural districts to support the Corporation 
of Barrow 1п an application. to extend its area to include 
those authorities. (2) That Lancaster, Morecambe, Heysham, 
Carnforth, and part of the rural district of Lancaster might 
also agree to deal with these districts by а special order. 
(3) That the authorities in the remaining portion of the dis- 
trict might also endeavour to combine to investigate the 
possibilities of local water power with a view to development 
tor the generating of electricity and the erection of transmis 
sion lines to convey electricity to the rural areas. (4) That 
the Barrow Corporation should enter into a contract with 
Messrs. Vickers for a bulk supply for a term of years on the 
basis contained in the letters from Messrs. Vickers dated 
January 24th and 30th, 1922. (5) The Corporation should dis- 
card the small hand-tred boilers and the З 75-kW and two 
150-kW d.c. generators installed at the electricity works and 
obtain additional rotary converters capable of taking full 
advantage of the bulk supply from Messrs. Vickers on the 
terms suggested in their letters. 

The- letters from Messrs. Vickers offered a night load at: 
(a) U.65d. per kWh for not less than 40,000 kWh weekly. The 
price to vary between U.6od. and U.oZod., according to the 
consumption, the former figure corresponding to 40,000 and 
the latter to 20,000 kWh weekly. ‘Lhe price to be determined 
for each week considered separately. (b) ‘The maximum 
demand not to exceed 1,000 kw. (c) The supply to be taken 
between 5 p.m. and from 7 to 7.30 a.m., five nights a week. 
(d) The supply to be subject to one month's notice on either 
side. The firm also considered the letter of the Corporation 
offering a duy supply to it of 70,000 kWh weekly, load about 
9.000 KW, and suggesting a price of 0.754. per kWh, which 
was based on coal at 24s. On January 26th the Corporation 
asked Messrs. Vickers if they would be prepared to give a 
bulk supply for 5, 7, or 10 years, and Messrs. Vickers said : 
" We are unable to confirm that we should be able to mai- 
tain the supply for any nuinber of years at 0.754. The price 
at Which we are able to sell depends entirely on our own 
works' consumption and the consumption of the town." Ther 
were unable to offer а supply for a number of vears. 

Dr. Бахтнам (on behalf of the Lunesdale, Lancaster, South 
Westmoreland, and Ulverston Rural District Councils; and 
the Grasinere, Windermere, and Ambleside Urban Counetls) 
withdrew their opposition to the scheme, and agreed to thew 
remaining outside of it until they could derive some benefit 
from coming into it. They would be under no financial obli- 
gations, but if they did at any time find that they could get 
some benefit they could be admitted on terms to be agreed 
upon with the Joint Authority, or terms to be determined by 
the Electricity Commissioners. 

The suggestion of Mr. Page had been ‘considered, and it 
was suggested. that Ambleside, Grasmere, and Windermere 
Urban Councils should have: one representative jointly on 
the Joint Authority and contribute five guineas per year 
jointly towards the expenses of the authority. . The Winder- 
mere Electricity Supply Co., Ltd.. was also anxious to have 4 
representative on the Joint Authority, and would contribute 
five guineas per veur. If the area was divided, then Lancaster 
and Lunesdale wished to be associated with the Lancaster 
district, and Windermere, Grasmere, and Ambleside wished 
to be in «ne Barrow district, but the general view was that 
there should be one area. 
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Мк. Suita (on behalf of Windermere Supply Co.) confirmed 
this, and MR. KENNEDY (on behalf of the promoters) accepted 
the arrangement. 

Мв. Britron was further cross-examined, and then MR. 
WooLL addressed the Commissioners on behalf of the Barrow 
Corporation. 

Mr. Proctor (counsel for the Kendal Corporation) called 
Mr. Harotp Hopson, B.Sc., to give expert evidence to show 
that with the development of the Kendal generating station 
energy could be provided in 1925 at an average price of 7.1764. 
pr kWh, against 8.394. estimated in the scheme for the 
Joint Authority. He did not approve of a long single trans- 
mission line to Kendal, as suggested, and pointed out that 
considerable expense would be required to put Kendal in a 
position to receive the bulk supply. He thought that of 
public money was to be spent it could be spent to the greatest 
advantage in the Kendal and Windermere area itself, and not 
on a transmission line from Barrow. 

Мк. l'YLoR (on behalf of the London North-Western, Mid- 
lind, and Furness Railway Companies) was quite satisfied 
with the representation given in the scheme. 

Mr. ENTw ISTLE. addressed the Commissioners with regard 
to the position. at Lancaster, Morecambe, and Heysham; and 
Mayor Миле (electrical engineer to the Lancaster Corpora- 
tion) explained why Lancaster withdrew from the scheme, 
and whv Lancaster would be better left to its own area 
rather than be joined up with Barrow, as suggested, by a 
single transmission line. He gave some interesting statistics 
relating to Lancaster by an analysis of the cost of supply, 
variation in. the cost of coal, and comparison of the cost. of 
leal generation and purchase in bulk in 1925 and 1930. He 
aid that in the area scheme, the requirements of Lancaster, 
Morecambe, and Heysham, would be transformed from 33,000 
to 6.000 volts at the Lancaster Corporation electricity works, 
which would act as a mam distributing station for that part 
of the district. 

The price per kWh to the Lancaster Corporation at that 
punt would be slightly lower than the price to be charged to 
the Morecambe Corporation as the load factor of the Lancaster 
supply was higher than the load factor of the Morecambe and 
Hevsham supply. If the price per kWh charged under the 
area scheme for the supply to Lancaster was higher than the 
cost of local generation, it was more econoinical to provide the 
requirements of Morecambe and Heysham by the extension 
of the Lancaster electricity works. ‘The cost of production 
by local generation was lower than the price to be charged 
under the area scheme for the Lancaster supply, namely: 
in 1925, with local generation, it would be 1.334. per kWh 
sald and with a bulk supply 1.74. In 1930 the figures would 
be 1.254. and 1.514. respectively with coal at 22s. 6d. per ton 
mce the estimates were prepared the price of coal had 
fallen to 22s. per ton). The above statistics were based on 
the requirements stated in the scheme for the constitution of 
à Jont Authority, that was submitted to the Electricity Com- 
missioners by the Provincial Joint Committee for the district. 
The supply could be generated at the Lancaster Corpora- 
tons station and delivered to the Morecambe Corporation at 
бею volts, 3-phase, at the standard frequency of 50 cycles 
per second; Heysham would be supplied by Morecambe. The 
area scheme suggested that for the Lancaster, Morecambe, 
end Heysham area in 1925 the maximum demand would be 
А kW and the energy sold would amount to 1,005,000 kWh: 
and that in 1930 the figures would be 1,930 kW and 
2090 kWh respectively. The generating plant at present 
Installed and being installed in the Lancaster Corporation 
electricity works consisted of two 300-kW, two 200-kW, two 
:5-kW, and one 100-kW sets, or a total of 1,550 kW. To meet 
the above requirements additional plant would have to be 
installed ut Lancaster as follows: 1925, three  water-tule 
lolera, &c., £12,500; two 750-kW, 6,600-volt, 3-phase, 50-evcle 
turbo generators, &c., £21,500; switchgear, £500; cable, &e.. 
Can; 500-kW of converting plant, £5,000, or a total of 
Но In. 1930 a fourth boiler, &e., at à eost of £23,000, 
Would be needed. The estimated cost of production with 
Mereased capital charges would be in 1925 146d., and in 1920 
LAL per kWh sold. 

Mr. Jacgtes ABADY (on behalf of the Millom Urban District 
and Bootle Rural District Councils) called witnesses to show 
why this portion of Cumberland sheuld be excluded from the 
sheme of the Joint Committee. 

Mr. ReNNEDY replied on behalf of the Joint Committee to 
Ponts raised, and the inquiry was then closed. 


t 
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Unprofitable Consumers.—Speaking recently at the Man- 
chester Rotary Club, Mr. E. O. Walker said that it was 
пеше to make electricity remunerative in districts where 
mly a few lights were used for an hour or two a day, and 
for such consumers a charge of one shilling a unit was not 
oo high. What was wanted was a class of customer which 
vould take a regular supply distributed as evenly as possible 
aver the twenty-four hours. In any case the plant had to 
be kept constantly running, and electricity could not be 
stored so effectively or inexpensively as gas. Mr. Walker 
mentioned some of the many advantages of electricity, and 
said that this country was, electrically, in its infancy as com- 
jared with America and the Continent. | 


, 


CORRESPONDENCE. 


lJ.cllers received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have tne writer's name and 
address in our possession. 


An Overworked Iron. 

I have read with interest the letter appearing in your issue 
of January 27th regarding the performance of a 100-volt. elec- 
tric Iron which was used on a *900-volt circuit for twelve 
months. This result is, to say the least of it, unique, and al- 
though not wishing to doubt the gocd faith of your correspon- 
dent, calm consideration of some elementary facts leads one 
to doubt whether, after all, the tron was not incorrectly rated 
originally. | 

resuming, however, that the article in. question was ап 
ordinary 4- or 5-lb. domestic iron, rated to consume 400 watts 
at 100 volts, and that it had а face area of 25 sq. in., when 200 
volts were applied, the consumption would rise to 1,600 watts, 
or about 64 watts per eq. in., a result which all the heating 
and cooking appliance manufacturers of the world, aided by 
all the resources of modern science, have striven for and failed 
to achieve. 

That the nichrome wire would stand up to the double volt- 
пре for a few minutes is understandable, but that it should 
survive regular use for a whole year is amazing, and one is 
tempted to inquire what the thermal etficieney of the iron 
would be if used on its rated voltage. 

I would also submit that cheap advertisement of this 
description is not conducive to happy relationships between 
manufacturers and the trade, as it is likely to mislead the lay 
user of electric irons as to their adaptability to any circuit, no 
matter what voltage. 

W m. B. Scourfield. 


London. 
January dist, 1922. 
| This letter having arrived too late for inclusion m our last 
issue, а copy was forwarded to the makers of the iron, whose 
reply is given below.—Es. Brec. Rev. | 


LÀ 


As manufacturers of " Revo ” electric irons, we are parti- 
cularly interested in the letter over the name of Wm. B. Scour- 
field. In reply, we confirm that the iron in question was 
correctly rated, and that the testimonial referred to was an 
unsolicited one. 

It is news to us that * all the heating and cooking appliance 
manufacturers of the world, aided by all the resources of 
modern science, have striven for and failed to achieve `° a load- 
ing of © 64 W per sq. in." This has not been our ambition 
anyway, and we are considered one of the principal electric 
heating appliance manutacturers in this country, our products 
having a world-wide reputation. Instead, we have made it our 
ann to produce articles that, besides doing their work satis- 
factorily, will withstand a reasonable amount of rough use, and 
in this we claim to have been successful. 

In spite of your correspondent's remarks quoted above, 
several manufacturers have for vears made and used success- 
fully elements for 64 W per sq. in. and more. | 

Your correspondent is." tempted to inquire what Ше 
therinal etficieney of the iron would be " ; he bases his figures 
on a presumed loading which is incorrect, and assumes a 
radiating area that is also incorrect; might we suggest that 
Mr. Scourtield gets his information right before rushing into 
print? If your correspondent had considered for а moment, 
he would have understood. perhaps, that an electric iron is 
never in use continuously; further, modern electric irons are 
frequently given a high loading for quick heating. so that 
heavy damp work can be done; consequently, when the same 
iron is doing light work, the current is oniy used fer part of 
the time; in fact, your correspondent might have ©“ presumed ” 
that the current would be switched off. some tine betore the 
iron became red hot, to allow ironmg to be proceeded with. 

Regarding the “adaptability of electric trons to any circuit, 
no matter what the voltage,” we do not think it is necessary 
to explain in a technical journal that an electrical appliance 
should be used on a cireuit of the correct. voltage. The fact 
that a © Revo ” iron intended for use on a 100-volt circuit was 
used as а 200-volt iron and withstood the " test " for a con- 
siderable time, as vouched for by an independent witness, will 
be satisfactory evidence to the majority of your readers, if 
not to Mr. Scourfield, that the appliance in question was built 
on substantial lines, and it is only because the iron was in- 
correctly used that there is anything remarkable in the in- 
cident. A manufacturer cannot always find out what treat- 
ment his products get, but when he hears of their being used 
in an abnormal and absurd manner and standing up to it, then 
even if a sense of humour is lacking, there is some satisfaction 
in having produced a sturdy British article. 

A little time ago we received another unsolicited testimonial 
regarding am iron similar to the one referred to above. This 
had been forgotten and left on circuit all night; in the morn- 


‘yng it was found that the iron had burnt its way through a 


table, carpet, and part of the floor. The iron was dropped 
into a bucketful of water, but after drying out, the element 
and insulation were perfect. 

In case vour correspondent has missed the point of this 
also, we mention that the incident shows that a modern well- 
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constructed iron like the '" Revo '' will withstand more than 
a little ill usage, but it is not our Intention to recommend the 

“adaptability " of electric irons for other purposes than 
jroning. 

In conclusion, we may say the originals of either of the testi- 
monals referred to 1nay be seen on application. 

P. W. Davis, Engineer. 

Tividale. Cable Accessories Co., Ltd. 

February 6th, 1022 


An Old Problem Revived. 

Perhaps one of your readers will give me the answers to the 
following problems, which 1 have been unable to solve by 
reterence to any text-book In my possession. 

First: A permanent bar magnet, of circular cross section, is 
made to revolve on its longitudinal axis by mechanical means. 
Does its external magnetic held revolve with it, or does it 
remain stationary ? 

Second: Substitute an alr-cored solenoid, 
current 18 passing, tor the above bar magnet. 
revoive on 1ts longitudinal axis in the same way. 
revolve with it, or remain still? 

1 should be glad if someone could suggest a shuple experi- 
ment by means of which it could be clearly demonstrated 
whether the field revolves or not. 


through which 
Cause 1t to 
Does 1ts field 


Loadstone. 
February 3rd, 1922. 


The Magnetic Screening of Cables. 


I wish to thank Mr. Raymond-Barker for the copy of his 
booklet, which contains much interesting inforination., 

The ' parag taph quoted from H.M. Stationery Office's 
pamphlet is written as an axiom, and I am sure Mr. Raymond- 
Barker will agree that as such it 18 incorrect. 

If connections are arranged so that the tube forms a closed 
circuit; then with alternating current the magnetic effect of 
the current in. the core wilt be neutralised by the induced 
eurrent in the tube, but this is not magnetic screening in the 
ordinary sense. [t must be remembered that the quotation 1n 
question said “current constant or variable,” and no amount 
of earthing of the tube would cancel the magnetic effect if 
the current 15 Ч.с. 

The other correspondent, '' Screened,’ is a perfect example 
of a misled engineer, und һе must blame the authors of our 
text books. 

' Screened " says that the matter has not been dealt with in 
the text bocks, because it is obvious that the metal tube will 
effect magnetic. screening. A lecturer at one of our colleges 
recently remarked that the matter had not been dealt with 
because it was so obvious that the metal tube would have no 
magnetic screening eflect. 

ane writer still hopes that one of your readers will refer him 
to a text book which deals with this subject. 

Hardly Convinced. 
. February Gth, 1922. 

[The subject was dealt with by Prof. H. du Bois in the 
Electrician of March lith, 18595, p. 652; he stated that the tube 


had no magnetic screening effect.—Ebs. Erec. Rev.] 
A Notice to Callers. 
l'or one not connected with the electrical industry, and 


only a casual reader of the Review, Mr. C. J. Docherty seems 
to have suffered. considerably upon reading the." Notice. to 
Callers ” displayed in. our reception. offiee and reproduced 
with comments in your issue of January 27th. Unfortunately, 
in his anxiety to secure relief he has chosen to indulge in an 
attack upon the keenness and worthiness of the buyer of this 
company, and bas let his imagination run riot to the extent 
of assuming the presence of an autocratie cominissionalre 
holding supreme sway in the outer ойе. May Mr. Docherty 
be assured that in this instance his suffering is needless and 
his nnagination distorted? 

The notice indicates that the buyer will be pleased to inter- 
view upon certain days during certain hours, with which the 
casual caller is numediately acquainted by reading the notice 
displayed. If by chance the call is within. the prescribed 
hours an interview is secured in turn. Lf, however, the call 
is made at any other than the stipulated time the traveller 
knows definitely when to return. [n this way the valuable 
time of both is saved and the buyer is free to make and keep 

; special appointments, and so arrange these as to leave him- 
self at liberty for the casual caller (and * their name is legion, 
for they are many’), or of equal or even. greater importance 
to fix dates for the tour and inspection of works and localities 
often. necessitating a full day's. absence. 

The keenness of a buyer cannot be gauged by his sole incli- 
nation to sit in his office each and every dav, hoping that 
the right man with the right goods will eall upon him; the 
best of everything is usually found by search and diligence. 
Nor is his worthiness to be estimated by his ability to 
"shut down ”?” even a time waster. 

Our own travellers. carefully note where. preseribed hours 
are in force and secure their advantages. They do not select 
mail day for city visiting nor attempt the great London and 
provine ial stores after 10 a.m. exce pt by appomtment. 

The whole question may, however, be viewed from yet 
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another angle, for is it not unreasonable to suppose that 
every firm, even in the same industry, should select identical 
davs for the interview of representatives? Travellers should, 
therefore, be able to arrange their ргортапопе with the 
surety that the result of their efforts would be a full week of 
effective calls; the ten-and-a-half hour week is thus & pure 
fabric of the imagination, and is not to be considered as а 
deterrent to the displav of these notices. 


Will Mr. C. J. Docherty again read the "arbitrary " 
notice to callers? ; | 
Е. Р. Bennett, 
Joint General Manager, Simplex Conduits, Ltd. 


Birminghain. 
February 6th, 1922. 
A Distribution Problem. 

Our supply here is single-phase, and [ have under eon- 
sideration the matter of relaying a considerable portion ot 
our l.p. distributors, which at present consist of concentric 
cables. There are, however, considerable lengths of more 
modern and good triple concentric cables, while it is desirable 
to interconnect the whole system. It appears, therefore, 
that the obvious course is to put down new triple concentric 
distributors, making the system uniform 3-wire. Such мос, 
undoubtedly, be the correct procedure if the system were to 
remain a single-phase one. We, however, hear much nc va- 
days about bulk supplies, the standard system of such supply 
being three-phase, and as possibly we may some day be able 
to secure such a supply, it appears that any new cable work 
should be designed with that end in view. 

І believe that in cases where the bulk of the load is lighting 
it is usual to adopt a four-wire three-phase system, but such 
à cable would not work in very well with our triple con- 
centric, and, moreover, [ cannot. afford to spend a lot of 
money in anticipation of a visionary scheme which may never 
materiahse. Possibly some of your. distribution engineer 
readers may have been confronted with a similar problem. 
and if so their views upon this matter would, doubtless, be of 
interest to other readers equally as much as to myself. 


- W. J. U. Sowter, 
Electricity Works, Bray. Engineer and Manager. 
January 3lst, 1922 


Cables for Mining Work. 

I should be very pleased if someone would explain how 
the sizes of v.b., d.w.a. cable are arrived at. My reason 
for asking is that I have been offered a three-core v.b. d.w.a. 
cible for а pressure of 500 volts (three-phase) to carry 
240 amperes, by a very well-known firm, and another firm 
(equally well known) will only allow 170 amperes for the 
ваше class of cable. Prices are very close together. I have 
had considerable trouble with the above-mentioned class of 
‘able, and any information on the subject' would be very much 
appreciated, 

Interested. 

January 99th, 1922, 


The Dielectric Strength of Solid Insulating Materials. 

In reply to Mr. R. T. Norton's letter of January Brd, I 
would state that I have recently presented to the LE.E. a 
paper giving the results of a very large number of tests on 
most of the commercial solid insulating materials. This paper 
has been accepted, and should, before long, be published in 
the Journal of the Institution. 

І believe the results contained in this paper will give Mr. 
Norton the information he requires. Н they do not 1 shall 
he pleased to give either direct, or through the columns of 
the ELECTRICAL REVIEW, any other figures and facts which 1 
may be able to supply in this connection. 

W. S. Flight. 


London. February Ist, 1922 


Problems of Distribution. 

Mr. W. E. Bradshaw's article in your issue) of January 
Jith opens up а very big subject, and I am glad to see that 
one supply authority at least realises its deficiencies. 

No ane will dispute that there is a very big field for elec- 
tricity, especially for heating and cooking devices, but from 
the electrical contractor's point. of view, the use of heating. 
cooking, and other appliances will not become general W hilst 
the cost of energy remains what it is. 

[t always seems to me a cause for regret that there is one 
rate for lighting, another for power, and sometimes a third 
rate for heating, involving separate meters and meter rents. 
separate wiring and switchgear, whilst the gas company only 
requires one meter and supplies at one nd irrespective of 
What the gas is used for. 

No doubt the supply companies at present have to keep 
down the load on aecount of their inability to meet apy 
seriously increased demand, as is clearly indicated in Mr. 
Bradshaw's article; at the same time, until the supply com- 
panies are in à position to meet such а demand at a reasonable 
charge for electricity we shall never make much progress in 
the electrical industry. 

In some future age we тау have electricity at a flat rate of 
Al. or 3d. per unit; one meter, one d.p. ironclad switch and 
fuses, supplying the light of the house; with 3/20. s.w 
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circuits feeding to a ló-amp. interlocking switch plug fitted 
in each room. There may also even be an electric cooking 
stove. | 

Mr. Bradshaw mentions 10 amps. for radiators; the size of 
the radiator naturally depends upon the size of room. For 
an ordinary suburban house there are plenty of radiators con- 
suming 1,500 watts that give an excellent heat. At the ваше 
ume, I do think that the designers are making a mistake in 
increasing the consumption of radiators, as they have done 


during the past few years; 3 IW now appears to be the’ 


standard, and means heavy expense in wiring. especially on 
l5sivolt supply’ The aim ought to be to produce a radiator 
that will give a really good heat, two or three-bar, and not 
to take more than 1.5 kW full on. | 

I do not agree with Mr. Bradshaw's suggestion to ике 
40 volts or thereabouts for electric heating. Think of the 
trouble with flexible cords and wall plugs at 400 volts in 
private houses. and think of the number of amateur elec- 
tricians who like to fit their own wall plugs and flexes. For 
the same reason I think it will be agreed that 2,000 volts is 
not practicable for ordinary commercial undertakings; you 
cannot force a client to have his motors looked after by a 
qualified electrician, and if vou installed 2,000-volt motors 1t 
would be asking for trouble. PERRA 

I сап only look at the " Problem of Distribution from 
the contractor's point of view, but it seems to me that the 
elution of distribution lies in increasing the number of feed- 
ing points, and in the case of alternating current increasing 
the number of sub-stations and feeding these at 2.000 volts 
or more and running short distributors from ехе points. 
In the case of the large emporium, it should be made to 
take supply at hich pressure, transformed down on the 
premises, Where there 18 plenty of room to build a small 
switsh-roam or sub-station. | 

Whilst Mr. Bradshaw's suggestion of subways is unques- 
honably the right one, the capital cost. especially in a city 
ke London, would be prohibitive, and we must look to 
-inpler and less expensive methods to solve the problein. 


; Charles Wyatt, A.M.I.E.E. 
London. 
February Ist, 1922. 


A Haulage Problem. 


Will some readers kindly give their opinions as to the size 
und rating of а а.е. slip-ring motor, and type and rating of 
a starter for the same, to perform the following duties :— 

It is required to raise coal up an incline of 1 in 34 (under- 
sruund) at 5 miles per hour; acceleration up to full speed in 
25 seconds: weight of coal and tubs, 6 tons. Tt is proposed 
to do this by direct haulage, i.e., single rope. and the motor 
wil be required to start and stop 12 times рег hour. The 
motor will be standing, of course, during the time the empty 
tubs are being lowered down the incline. 

What is the usual figure allowed in " 


to overcome friction of wheels, &c.? 


Ib. per ton weight ” 


| Inquirer. 
Junuary 25th, 1922. 
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Revenue from Power Supply at Lighting Rates. 


Just a line or two with regard to the answer of Mr. H. 
Challis-Sowerby in your issue of January 27th. Sorry I used 
that name '" Manchester." My haste—and mistake—also. I 
admit a more fortunate word than ‘ poor " would have been 
tamall.” | N | 

The whole argument rests upon the meaning of ' small" 
apparatus. My meaning is 100 to 500 watts, and possibly, in 
wme instances, 600 watts. Of course, classes of consumers 
sary. One would not compare a district such as Hampstead 
with one in which there are many “cold tripe " shops. Yet 
a large supply authority, with a residential load, could hire 
ele-tpic irons. not in hundreds, but thousands, many custo- 
wera being pleased to pay lighting rate for the small con- 
anpention. convenience and cleanliness, rather than meet the 
expense of a separate power circnit. "n 

The step is one leading upwards. Experience of the use of 
irons would spread, and other apparatus would be installed 
which, of course, means а separate circuit; but the lighting 
rate paid in the schooling stages would be welcome, and lead 
to larger consumption of energy. 


January 30th, 1999, 


Interested. 


Special Rates for Supply to Refrigerating Plant. 


I should be extremely obliged if vou or anv of your readers 
enuld give me any instances of special rates being fixed for 
‘one-hour running of refrigerator plant by any supply com- 
panies or corporations. , | | , 


| | Inquirer II. 
January 31st, 1922. 


—-—— — ee A M ‘o - 


THe UrirLisATION or Waste TIHraT.—Several communications 
an this subject have been unavoidably deferred.—Enps. ELEC. 
Rev. . | a 


A Notice TO Catuers.—'' Two Workers ” are requested to 
furnish their names dnd addresses, —Ep$. Erre. Rev. 


LEGAL. — |. 


OBTAINING LAMPS UNDER FALSE PRETENCES. 


AT Cardiff on Saturday last, William Sullivan was charged 
with obtaining 12 electric Jainp bulbs, valued at £4 10з., by 
means of false pretences from Willam B. Young, manager 
for Messrs. Simpson & Baker, Cardiff. А lad stated that 
he was standing in the street when defendant came to him 
and asked him to deliver a note at the premises of Messrs. 
Simpson & Baker, and to ask for Mr. Young. Defendant 
accompanied him to the door, rang the bell, and telling him 
to wait and see Mr. Young, walked away. The note pur- 
ported to be from Mr. А. Horton, electrical engineer, an 
old customer of the firm. asking that 12 electric lamp bulbs 
should be handed to the boy. Being unable to recognise the 
signature, Mr. Young told the boy to ask Mr. Horton to 
come hunself. The lad, after seeing the defendant again, 
was sent back with the message that Mr. Почоп was too 
busy to come himself and asked that the bulbs should be 
delivered to him immediately, as they were required for a 
job. The goods were then packed and invoiced to Mr. Horton, 
the boy signing for them. Mr. Horton now stated that the 
note was not sent by his authority and was not in his hand- 
writing, and a handwriting expert pointed to the similarity 
between defendant’s handwriting and the note. The defend- 
ant said he was under the influence of drink апа offered 
to рау for the goods, but the magistrates, saying he had 
aggravated the offence by making use of the boy, sent him 
to prison for one month with hard. labour. 


METROPOLITAN- VICKERS ELECTRICAL Co., LTD., v. 

CHINESE ENGINEERING & Misese Co., LTD. 
Sir H. Courtuore-Mtxror, K.C., as arbitrator appointed by 
the President of the Institution of Electrical Engineers, 
sitting at the Survevors’ Institution, Westminster, held a 
prelnninary hearing to determine certain questions of law im 
a chum by the Metropohtan-Vickers Electrical Co., Ltd. 
(formerly the British-Westinghouse Electrical & Manufacturing 
125 Ltd.), against the Chinese Engineering & Mining Co., 
itd. 

The claim was for £2.750, alleged to be due in respect of 
two contracts, dated March 16th, 1915, and May 15th, 1915, 
for the supply of turbo-generators, condensing plant, trans- 
formers and spare parté. The total value of these contracts was 
£31,364. The Arbitrator had to deal with questiona of law in 
the construction of the contracts before entering into questions 
of fact as to an alleged interference by the Government with 
the claimants’ workmen and factory, and as to alleged delay 
in the provision of buildings and structures. ; 

The purchasers, by way of defence, relied upon the prao- 
visions of a schedule to the specification contained in. the 
contract of March 16th, 1915, which was as follows :— 

“ The contractors (the claimants) undertake to deliver the 
first set f.o.b. British port, after testing. within 98. weeks 
from March 16th, namely, by September 98th, 1915, and to 
deliver the second set. together with the other parts f.o.b. 
British port, after testing, within 32 weeks from the said date, 
namely, October 97th, 1915, and on these deliveries being 
effected at the dates stated the purchasers will рау the con- 
tractors the sum of £25.426 18s. Should the delivery of 
either set be effected at a later date than that stated above. 
then the purchasers will piv a reduced amount which will be 
computed by subtracting £250 per week for each week's delay 
from the £925,496 18s. The number of weeks’ delay for this 
purpose shall be taken as the quarter of the two numbers re- 
presenting the number of weeks’ delay in the delivery of the 
first set, and the number of weeks’ delav in the delivery of the 
second set, and the maximum deduction for the purpose of 
this computation shall not exceed the sum of £2.750, being a 
reduction equivalent to a delay of eleven weeks.” 

The purchasers alleged that the claimants did not deliver 
the first set bv September 98th. 1915, nor the second set bv 
October 97th. 1915. and did not deliver them until after a delav 
of more than eleven weeks, computed in accordance with the 
provisions of the schedule. Therefore, it was submitted, the 
contract price pavable by the purchasers for the two sets was 
less than the sum claimed by £2,750. и 

The claimants, in reply. alleged that, first, the schedule was 
in the nature of a penalty clause, and the purchasers were 
not entitled to benefit by it or to make anv deduction 
except on proof of damage caused by delav on the part of 
the claimants in making deliveries nnder the first contract, 
and that no damage was or could be alleged by the purchasers. 
Seeondly, it was nrovided by the schedule that the purchasers 
should grant under their hand such extension of time fer 
the completion of the work as might seem reasonable to 
them in the event of the Government at anv date snhsequent 
to March 16th, 1915, by virtue of the Defence of the Realm 
Act or any amendment of it. interfering with or command- 
eering the emnlovés or: portion of the eantractorsa’ or sub- 
contractors’ factory, either or beth of which were ‘essential 
for the construction and due delivery of the wark. Tn the 
construction and delivery of the work, it was pleaded, the 
claimants’ workmen. and factory were interfered with bv 
the Government within the terms of the clause. the pur. 
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chasers had notice thereof, and in consequence the claimants 
became entitled to an extension of time for the delivery of 
the works. The purchasers, it was submitted, did not comply 
with a covenant as to granting an extension of time or giving 
notice of any limited extension, and in consequence the 
claimants became released from all liability to deliver the 
goods or any of them by any fixed date. Thirdly, it was 
pleaded, on the true construction of the contract, the claim- 
ants could not be called upon to commence any work which 
was of the nature required—building or structure—for the 
reception or efficient installation of the works, and which 
building or structure had to be provided by the purchasers 
unless and until such- building or structure should be in a 
condition sufficient for the reception or efficient installation of 
the plant; and that the contract should be extended pari 
passu with the delay in providing any such building or struc- 
ture. In fact, it was submitted that at the time it was claimed 
plant should have been delivered the buildings for its recep- 
tion had not been completed, and therefore the claimants 
were not liable for the delay in delivery. Finally, it was said. 
ihe purchasers had expressly or impliedly waived compliance 
by thd claimants with the terms of the schedule as to the 
dates of delivery. 

The Arbitrator reserved his award, which is to be stated 
in the form of & special case. 


ELECTRICIAN SENTENCED. 


AN electrician was sent to prison for four months by the 
Liverpool Stipendiary for stealing two sums—£7 55. and 


£5 5s.—which had been entrusted to him to pay a lighting . 


deposit to the Liverpool Corporation. 

lt was stated that in January, 1920, a draper in Great 
Homer Street, Liverpool, employed the defendant to install 
electric lights at his premises, paying the sum of £14 10s. for 
the work. Three months after a sum of £7 5s. was paid him 
to obtain a meter from the Corporation Electric Lighting De- 
partment and to pay the lighting deposit. The tenant of 
the premises gave him a further £5 ds. to perform a similar 
service for his brother. 

The stipendiary described the case as 


| опе of gross and 
deliberate fraud. 


COMPENSATION CASE DISMISSED. 


Ат the Dunfermline Sheriff Court, recently, an employé of 
the Fife Coal Co., Ltd., sued his employers for compensation 
for injuries sustained during his employment as a miner. 
Tbe evidence showed that plaintiff had prepared a charge for 
blasting and the authorised shot-firer, under the Explosives 
in Coal Mines Order, was present. 'The shot-firer, instead of 
coupling up the detonator himself threw the end of a wire 
to plaintiff, who made the connection. The shot-firer then 
left the heading and connected the wires to the firing battery. 
Some trouble was present and the shot did not explode. The 
shot-firer then withdrew the wires from the detonator and 
replaced them. Upo nhis making contact again the charge ex- 
ploded and injured the plaintiff, who was standing near. The 
Sheriff, in dismissing the case, said that two contraventions 
of the Order had occurred. The plaintiff was wrong in con- 
necting up the wires and the shot-firer failed to see that the 
heading was clear before making contact. 


ELECTRO-MAGNETIC SEPARATOR PATENT. 


ACCORDING to reports in the daily Press, judgment has just 
been given by the Appeal Court of the German Patent Office 
on an appeal entered by Fried. Krupp A.G., of Grusonwerk, 
Germany, against the grant of a German patent applied for 
by H. H. Thompson and A. E. Davies (of the Rapid Mag- 
netting Machine Co., Ltd., of Birmingham). The case has 
dragged on since 1917, the action being connected with an 
electro-magnetic separator for separating feebly magnetic 
ores from other ores, and from each other, by means of a 
high-intensity magnetic separator, for which patents have 
already been granted in England, America, France, and 
many other countries. The opposition of Messrs. Krupps was 
successful in the Examination Department, but the English 
inventors appealed. After the hearing of the appeal the 
higher court decided that there was a patentable invention, 
but they required a practicable demonstration in Berlin of the 
machine to prove that it was commercially possible to do 
what the inventors claimed. The English inventors dis- 
patched a machine to the German Patent Office, and went 
over to Berlin in November last. After a series of experi- 
ments the decision of the tribunal was reserved, but it has 
now heen issued, annulling the decision of the lower Court 
and allowing the patent. 


———— 


BrLoMBACH v. Grimes & Hawkes, Lrp. 


IN the Shoreditch County Court, last week, before Judge 
Cluer, Carl Blombach. of Ronadorf, near Remscheid, 
Germany, electrical goods’ dealers and hardware merchants, 
sued Measrs. Grimes & Hawkes, Ltd., dealers in hardware 
and electrical goods, of 63. Great Eastern Street, E.C., to 
recover £18 14s. 3d. Mr. A. E. Robinson appeared for the 


plaintiffs, and Mr. E. Hancock for the defence. When the 
case was called on Mr. Robinson applied for an adjourninent, 
he being unable to proceed, as his client was in Germany. 
An application was then made by the defendants for the 
costs thrown away, whereupon Judge Cluer remarked: 
" What chance have I of getting the costs. I cannot yo to 
Germany to get them.” Finally, the hearing was adjourned 
on the understanding that the costs were paid 1n seven days. 


BritisH Tuomson-Houston Co., Lrb., v. Coroxa Lamp 
Works, то. r 


In the Chancery Division on Monday, Mr. Justice Astbury 
commenced the trial of an action by the British Thonison- 
Houston Co., Ltd., against the Corona Lamp Works, Ltd., 
for an injunction to restrain an alleged infringement of 
patent. | 

Sir. A. Colefax, K.C., appeared with Mr. J. H. Gray, K.C., 
Mr. Whitehead and Mr. 4revor Watson, for the © plaintiff 
company and Sir D. Kerly, K.C. and Mr. Frost for the de- 
fendant company. 

Sir ARTHUR COLEFAX said the patent (No. 23,775 of 1912) was 
for improvements in and relating to evacuated vitreous con- 
tainers having sealed-in conductors. ‘The patent had been 
sometimes referred to, he thought rather erroneously, as the 
leading-in wire patent; at any rate, it was concerned with 
the seal between the glass and the leading-in wire in an 
incandescent lamp. So far as the infringement went there 
were certain adinissions of fact. ‘There was an admission 
relative to title. There were two cases, one of one lamp 
and the other of 12 lamps, with respect to the issues raised by 
way of defence, and so far as the particulars of objection went 
they were the usual issue. ‘The defendants denied novelty, 
subject matter, and utility, and. they pleaded prior users. 
Since the early nineties proposals had been made to obvi- 
ate the use of platinum for the leading-in wire, but until the 
date of the patent in question, with one or two exceptions, 
platinum was universally used, and since the date of the 
patent plaintiffs! inventions had steadily displaced platinum. 
The embodinent of the invention as practised to-day was 
this: from an alloy with a coeflicient of expansion less than 
that of glass, à composite wire was made. This core was 
then coated with a sheath which, presumably had a different 
coefficient of expansion, in the form and embodiment in 
which it was used. Copper was taken, which had a higher 
coeflicient of expansion than glass, but whatever was selected 
for the sheath it was oxidisable, and the oxide was easily 
soluble in the glass into which the leading-in wire was put 
in the operation of sealing. Jn the specification of the 
patent the alloy was nickel-iron, the ratio being 46 per cent. 
nickel and 54 per cent, iron. In the alleged infringing lamps. 
the alloy in the composite wire was 29 per cent. copper, 28.45 
per cent. nickel and 42.4 per cent. iron—99.83, there being a 
little loss in analysis. | 

Evidence in support of the plaintiffs’ case was given by 
Mn. Jas. SWINBURNE (electrical expert) who said that 
platinum being expensive the object of the inventor in this 
case was to get some other metal with the two advantages 
of platinum: (1) that the glass would wet the platinum when 
it was hot, and (2) that it would adhere when it was cold. 
In the case of platinum they must have a bright surface and 
a coefficient of expansion the same as that of glass. If 
they did not use platinum they must have a base metal and 
use it in such a way that the glass would adhere and that 
the expansion would not break the glass. These two pro- 
perties were found in the metal used in these lamps. | 

The hearing was continued on Tuesday. In cross-examina- 
tion by Sir D. Kerly, who asked if it was common knowledge at 
the date of the patent, that if they wanted to use any leading- 
in wire the coefficient of expansion of: the wire and of the 
glass they were using must be approximately the same, 
Mr. SWINBURNE said he should hardly say it was common know- 
ledgc. It was only when they used fairly large wire that 
the coefficient of expansion played an important part. Не 
thought everybody at this date would suppose that it was 
an advantage to have them exactly the same. The ordinary 
variations of tempearture were not really the important 
thing, the real variation of importance was the difference ol 
temperature between the time of sealing and the atmosphere; 
it was very seldom raised above, or came anywhere near, 
those limits afterwards in practice. 


ACCUMULATORS, LTD., v. AUSTRALIAN COMMON WEALTH. 


Іх. this case the plaintiffs, manufacturers of electrical plant, 
sued the Commonwealth Government for the value of а 
counter-e.m.f. battery supplied to the Postal Department 
(ride Eurec. Rey.. December 30th, 1991, p. 880). The hearing 
was concluded on December 9th, after the hearing of a great 
amount of technical evidence hearing upon the suitability and 
capability of the battery. which the Government declared to 
be not according to specification. | | 

Mn. Justice FERGUSON gave judgment in favour of the 
plaintiff firm, and awarded the sum of £1,190, but ordered 
a stay of proceedings. 
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BUSINESS NOTES, 


Bankruptcy Proceedings.—Exn Nest Fawcett, 90, St. Anne 
Street, Liverpool, electrical und heating engineer.—The first 
meeting of creditors was held on February Ist at the otlices of 
the Official Receiver, 11, Dale Street, Liverpool. The receiving 
order was made on debtor's own petition. ‘Ihe statement of 
uffairs showed unsecured liabilities of £548, ‘while the net 
assets were estunated to realise 145. Ild. Debtor attributed 
his failure to the liquidation last June ОЁ a limited com- 
pany in which he was interested, and in connection 
with which he estimated that he had lost £500. He 
also put down as a loss £250 on а bank guarantee for the 
company. Debtor served an apprenticeship to an electrical, 
heating and hydraulic engineer, and was for a number of 
years 1n the employ of various engineering firms. In August, 
ivy), he invested in and beeame one of the directors of an 
electrical company, and in the following November he guar- 
anteed jointly and severally with the other two directors the 
bank overdraft of £500. Owing to the slump in trade, the 
сошрапу went into voluntary liquidation. on June lst, 1921. 
Un July 2lst last year debtor entered into partnership with 
nother person, and the two carried on business at 20, St. 
Anne Street, Liverpool, as electrical and heating engineers, 
the. debtor being entitled to half profits and a salary of £4 per 
week. His partner provided the whole of the partnership 
vapital, and the agreement was that the partnership should 
be dissolved on the bankruptcy of either partner. The debtor 
estiniated. that his interest in the partnership was at present 
valueless. In connection with the partnership a firm of busi- 
ness agents had obtained judginent against. the debtor person- 
ally for £25 and costs for commission in introducing the 
partner with capital. No books of account were kept by the 
debtor in connection with his private estate. He became 
aware of his position in June last. The matter was left in 
the hands of the Official Receiver as trustee. 

ROBERT ADRIAN DEPLEDGE, 33, late 102, Trodingham Road, 
Scunthorpe, Lincolnshire, electrical engineer.—The public ex- 
amination of this debtor was held on February 2nd at the 
Town Hall, Great Grimsby. The statement of affairs showed 
gross liabilities of £3,017, of which £1,545 was expected to 
rank for dividend, and there was a deficiency of £814. Debtor 
attributed his failure to bad trade, want of capital, and loss on 
foreed sales under executions. [t appeared that he started 
business at 10, Wells Street, in 1912, with £15 capital. Later 
he transferred the concern to Frodingham Road. The business 
had only been a small one: After further questions, the ex- 
amination was adjourned, The following are creditors :— 
Baxendale & Co., ТАЧ. ... .. 76 


Premier Accumulator Co., Lid. 42 


Butterick, J. E. sei .. 16 Quibell, D. J. K. ... e. 407 
Urossles Bros., Ltd. A ... 158 Vhursfield, C. J... ‘he aw. IS 
Calle nder's Cable Co., Ltd. ... 05 Todd, J. H., & Son 2 Gv 
Eautish Electric & — Sicinens Verity, E. idu га Ree e. 83 

Supplies, Ltd... sn we 97. Walsall Electrical Со, Ltd. .. 34 
белега) Electric Co., Ltd. .. 103 Dickinson, W. ta ys iuo mM 
Mcr у. J. B.. & Co. em 139 Smith, А. H. id E .. 00 


Manchester Lighting Co., 
Evwakb luLLER HrATH (trading as Fuller, Heath & Co.), 
electrical engineer, 26, Buckingham Gate, S.W.—The first 
tweeting of creditors under this failure was held on February 
Jud, before Mr. F. T. Garton, Official Receiver, at the London 
Bankruptey Court. The receiving order was made on January 
istb upon the petition of the Danish Machine Co., creditors 
for £300. The Chairman reported that the debtor commenced 
business us an electrical engineer in January, 1919, at Cannon 
Street House, E.C., but owing to the liquidation of a large 
electrical. company, by which he lost £1,000, he executed a 
deed of assignment. Six months later he recommenced busi- 
tess as an electrical and mechanical engineer at 26, Bucking- 
tam Gate, with a capital of £100. Owing to strikes and other 
aiticulties he was unable to carry on, the failure being further 
attnbuted to ill-health and want of capital. "The. habilities 
were roughly estimated at £2,000, against assets valued. at 
£135. and in the absence of any offer the case was left in the 
hands of the Official Receiver to be wound up in bankruptey. 
T. Scotr and J. CAMPBELL (T. Scott & Co.), wholesale elec- 
trical suppliers, 42, Handyside's Arcade, Percy Street, New- 
caatle-on-Tyne.—Receiving order made February 2nd on 
debtors? own petition. First meeting, February 215, at New- 
vastle-on-Tyne; public examination, February 23rd. 

C. SrANTON (Southern Electrical Engineering Co.), electrical 
engineer, 25, Beckenham Road. Penge.—Trustee (Mr. T. 
Gorlay. Official Receiver, 132, York Road, 8.Е.), released 
January 13th. 

James JoskPH Smita, trading as J. Smith & Son, electrical 
engineer, of 1, Central Street, E.C.1.—The public examination 
uf the above-named debtor was concluded at the Tondon Bank- 
rontey Court on February 7th. The receiving order was made 
‚п November 94th. 1921, and the liabilities expected to rank 
ioe dividend were estimated at £391. No assets were disclosed. 
From 1910 until 1919 debtor carried out electrical work from 
his private residence, and in March, 1919, he took premises at 
1, Central Street. St, Luke’s, E.C., where he commenced to 
tr;de with a capital of about £60 under the style of J. Smith 
and Son. The business was profitable at first, but owing to 
«trikes it fell off, and in October, 1921, the tenancy of his pre- 
"зев was transferred to his wife, who had since carried on the 
businees under debtor’s management. He attributed his in- 


solvency to loss of business owing to strikes and to the slump 
in trade. Although he traded as J. Sinith & Son, he had no 
partner. He had never been bankrupt before. The examina- 
tion was coricluded. 


Company Liquidations.—Ture PuoNoronr CONSTRUCTION Co., 
Lro., the Phonopore Works, Scott's Road, Southall, Middle- 
sex.—The winding-up order in this matter was made on 
November 10th, 1921, and the statement of affairs shows 
habilities £6,019, of which £2,445 is due to unsecured credi- 
tors. The assets are estimated to realise £1,957, from which 
preferential claims of £1,000 have to be deducted, leaving net 
assets £957, which are not sullicient to meet the claims of 
the debenture holders, which umount to £4,531. The com- 
pany was registered as a private company on March 29th, 
1916, and was formed generally to carry on the business of 
manufacturing telephones, &c., and to take over interests 
under an agreement with the New Phonopore Telephone Co., 
Ltd. The consideration was £175, which was satisfied. by the 
issue of 3,500 fullv-pasd. founders’ shares of Is. each. The 
nominal capital of the company is £4,175 divided into 3,500 
founders’ shares of 15. each, issued as fully paid, and 4,000 
ordinary shares of £1 each, the whole of which latter were 
issued in 1916 to subscribers ‘for cash, and have been fully 
pud up. The company carried on the business of manufac- 
turing telephones for the Army until June, 1917, when the 
works were commandeered by the War Осе, being restored 
only in January, 1919. On October 19th, 1921, a resolution 
for the voluntary liquidation of the company was passed, and 
a liquidator appointed, but that appointment has been super- 
«ded by the winding-up order. The following are creditors :— 


£ £ 
Abrahams & Co. ia .. 30 Micanite & Insulators, Lid. ... 24 
Bankers - T SN .. 219 Mica & Micanite Supplies, Ltd. 470 
Burton, Griffiths & Co. . = Phoenix Telephone Works, Ltd. 180 
Brown Bros. e" Vis s. 44. Preen. (Arthur) & Co, + 14 
Blackwell, R. W. jid .. 14 Reliance Engraving a e. 15 
Cox, T. С... з sis .. 267 Auto Engineers ... is uec ^ dd 
Canning (W3 & Co, Ltd. ... 40 Underwood & Newberry a. .. 15 
Caversham) Motors, Ltd... .. 35 Wood, J. E. -— site .. 16 
Collins’ Electiical. Co., Ltd. ... 14 Beaton, Uriah pis m .. ÅM 
Creamo, Ltd. vus е: S. 19 Shrath Bros. D»: es .. 20 
Central Translations Inst., Ltd. 2 Submersible Motors, Ltd. . 24 
Farmer & Co. ee ae .. 102 Smith & Sons TS T .. 4 
Hatcham Manufacturing Co. ш. 43. Sterling Telephone Co. a 322 
Hampton & Sons у» 2. 10 Telegraph Condenser Co., Ltd. 102 
King & Hutchings du 20 68 Varley Magnet Co. n .. 203 
Lavington (1916), Ltd. . G4 Wall G. P. "E ui he de 
Lewis, James hus is 2. 10 Jones, Son & Andrews ... "E 
Mosses & Mitchell xu .. 10 Finlay, Braden & Co., Ltd. ... 59 


STOCKWELL & OuMs, Drp., electrical power contractors, 164a, 
Pentonville Road, London, N.—At a meeting of creditors held 
on February 3rd. it was decided that Mr. W. Osborne, of 
Messrs, Corfield & Cripwell, should be appointed as joint 
liquidator with Mr. Holmes, with a committee of inspection 
consisting of representatives of Messrs. Crompton & Co., Ltd., 
the English. Electric Co., Ltd., and the General Electric Co., 
Ltd. A report of the proceedings will appear in our next 
issue. | 

GOODALL Epecrric, LTb.—Winding up voluntarily. Liqui- 
dator: Mr. A. G. Turner, Liberty Buildings, School Lane, 
Liverpool; meeting of creditors, February 15th, at 64, County 
Road. Walton. | 

Propucen Gas PLANTS, Ltp.—Meeting of creditors, February 
174, at 19, Easteheap, London. E.C. Joint liquidators : 
Messrs. W. H. Cork and J. J. Middleton. | 

Frank Rawecnuirre & Co., Ltp.—Winding up voluntarily. 
Meeting of creditors, February 16th, at 50, Gresham Street, 
E.C.—Liquidator : Mr. W. Brittain, 15, Pilgrim Street, New- 
castle-on-T'yne. 

SUTTON-IN-ASHFIELD MOTOR AND ELECTRICAL ENGINEERING 
Co., Ltp.—Mr. A. С. Mellers, of 1, King John's Chambers, 
Nottingham. ceased to act as receiver on January. th. 1922. 

PrEAnLITE ELkcrRIC WELDING Co., Lrp.—Meeting called for 
March 6th at Bank Buildings, St. James’ Street, S.W.. to hear 
an account of the winding-up from the liquidator, Mr. J. C. 
Burleigh. 

S. GILLITT & Co., LTD., electrical engineers, Newcastle-on- 
Tyne.—A petition for the winding-up has been presented to 
the County Court of Northumberland by Fenwick, Ltd., and 
will be heard at the Court House, Newcastle-on-Tyne, on 
February 16th. | 

J. Freeman & Co., Lrp.—Windin;t up voluntarily. liquida- 
tor, Mr. R. Н. Bridgewater, 3, New Street, Birmingham, to 
whom claims should be sent by February 28th. Mecting of 
creditors, February 14th, at 95, New Street. 


Dissolution of Partnership.—Hovsruorp Work Co., elec- 
tricians, carpenters and joiners, &c., ба, The Avenue, Ealing. 
Messrs. E. Smead and W. J. Borlase have dissolved partner- 
ship. Mr. Smead will attend to debts and continue the busi- 
ness. 


Catalogues and Lists.— Mn. GrorGr ELLISON, Perrv Barr, 
Birmingham.—List No. 141, dealing with resistances for the 
speed regulation of slip-ring induction motors, and current 
regulation. lllustrated and priced. 

Messrs. Cement Tacsot, Lro., Barlby Road. T.adbroke 
Grove, W.10.—'' The Book of the 8-h.p. ' Talbot,” giving 
specifications and descriptions. 
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THE West Yonks. ELECTRICAL Co., Lro., Halifax.—An illus- 
trated pamphlet giving details of the * Wyeco ° patent cable 
suspender. wage i 

Messrs. Lacy-HULBERT & Co., Lro., 91, Victoria Street, 
S.W.l.—List ELB 5, giving an illustrated description of 
the " Bareas '' portable electric air-blast machine. ’ | 
` Messrs. T. M. Јонхѕ & Co., Farley Chambers, Union Street, 
Plymouth.—A leaflet illustrating an electric gas-lighting 
appliance. Priced. | 
. Messrs.: NEWTON & WRIGHT, Lrp., 471-473, Hornsey Road, 
N.19.—Illustrated and priced leatlet (Section 2b) describing 
deep therapy apparatus. "S 2 

‘Swe INTERNATIONAL ELECTROLYTIC PLANT Co., Lip., City Elec- 
tricity Works, New Crane Street, Chester.—An illustrated re- 
print from Engineering, describing the Hyde welding process. 
. Mrssus. Siemens Bros. & Co., Lip., Caxton House, West- 
minster, S.W.1.—Catalogue 106, a list of reduced prices of 
twin flexible cords with various coverings. 

“Messrs. Dexy & Lucas, 329. High Holborn, W.C.1.—Two 
illustrated pamphlets (one in French), advertising gas engines, 
electric motors, and other machinery made by the Société 
Alsacienne de Constructions Mécaniques, for which Messrs. 
Dieny & Lucas are sole agents in Great Britain, the Colonies, 
Фе... | 

-Tus В.Е. Co. (оҥ LoNbpoN axb BikMINGHAM), LTD., 57, 
Upper ‘Thames Street, E.C.4.—A list of current prices of 
electrical accessories. 

THe Hotpoint ELECTRIC. APPLIANCE Co., Lro., 21, Berners 
Street, Oxford Street, W.1.—An illustrated pamphlet describ- 
ing eeveral types of ‘* Hotpoint "" irons. 

INTERNATIONAL TIME RecorDING Co., LtD., 57, City Road, 
Finsbury, E.C.1.—A booklet describing the firm's tine-record- 
ing systems, containing numerous illustrations and reproduc- 
tions of card records. Also a price list, 

Messrs. Hicas Bros., Sand Pits, Birmingham.—Monthly 
Magazine for February, containing the usual stock lists, notes 
on ball bearings, and humour. 
`Т'нЕ Recorp EnectricaL Co., Lro., Broadheath, Altrincham. 
—A "'' perpetual " calendar in the form cf an ammeter scale, 
with divisions running from zero to 31. The day and month 
appear in openings in the dial. 

THE GENERAL ELECTRIC Co., LTD., Magnet House, Kingsway, 
W.C.2.—Installation leaflet, No. P 2554. being an illustrated 
description of the electric drive in Messrs. Palmers’ Ship- 
building and Iron Co.'s yards at Hebburn-sn-Tyne. Teatlet 
No. C 2535, illustrated and priced, containing full details of 
new flame-proof mining-type boxes for colliery lighting, &e. 
Pamphlet F 2604, an illustrated list of English alabaster bowl 
fittings. Fully priced. | 

Messrs C. J. Freravson & Sons, 54, Chiswell Street, 
London, E.C.1.—Illustrated pamphlet giving information re- 
garding their facilities for promptly carrying out power instal- 
Jations and repairing electrical machines. A separate circular 
particularises the large stock of motors held (February). 

Messrs. Сгосон, Smita & Co., Lro.. 36, Victoria Street, 
S.W.1.—An illustrated brochure describing the *' Straker- 
Clough "" trolley-'bus. ; 

THE British ALUMINIUM Co., 
Street, E.C.4.—A publication entitled " Economie 
Power Transmission," dealing in detail with the 
aluminium transmission lines, 
erection. 

Messrs. Baxter & CarNrEn, Lro., 919, Tottenham Court 
Road, W.1.—Monthlv price list of electrical accessories, in- 
cluding batteries, bells, conduit fittings, awitches, and fuses. 

Messrs, Јонх M. HENDERSON & Co, King's Works, 
Aberdeen. List 40-2E.—A well-illustrated catalogue of elec- 
trically-driven overhead cranes. The list is in four languages : 
English, French, Italian, and Spanish. và | 

Messrs. Epwanps Bros., 20, Blackfriars Road, §.F.1.—- 
Price lists of motors and electrical accessories of all kinds. 

Trade. Announcements.—THE SHEFFIELD ELEcTRIC Co. has 
opened premises at 3,. Paradise Square, Sheffield, as electrical 
agents and factors, and desires to receive catalogues and lists. 

Messrs. Снаѕ. CHURCHILL & Co., LTD., have been appointed 
the sole selling agents in Great Britain for the automatic 
screw machines and various auxiliary machines manufactured 
by Joseph Petermann, Moutier, Switzerland. 

THE FREEMAN ELECTRICAL ACCESSORIES Co. have temporarily 
removed to 156, Whitechapel Road, ЕЛ. - ` 

Mn. P. J. WEEKES, who was for 12 years with Messrs. 
Siemens, has now opened works at Lombard Street, South- 
wark Bridge Road, S.E.1, to manufacture switchboards, fuse- 
boards, &c., and desires to receive catalogues of instrumenta 
switches, fuses, iron cases, &c. 
, Private Arrangement.—J. Ме <ом Barpsiey, 179, Kather- 
Ine . Street, Ashton-under-Lyne, electrical fitter, &c.—The 
creditors interested herein met recently at the offices of 
Messrs. Harry I.. Price & Co., Fountain Street, Manchester, 
when a statement of affairs was presented, which showed lia. 
bilities of £1.250, of which £724 was due to the trade, while 
there was one cash creditor for £195, and the bank was 
scheduled as a creditor for £320. The assets totalled £387, 
thus leaving a deficiency of £563. Debtor started in business 
In August, 1919, having previously been a journeyman plum- 
ber. He attributed his position to loss through two motors 
not being of any use, and collision of one, illness of self, com- 
petition, and cutting of prices. Only a rough set of books 
had been kept, and these had been imperfectly made up. 
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The matter was discussed, and it was eventually resolved 
that the estate should be dealt with under a deed of assign- 
ment. The following are creditors :— 

£ £ 

Crowther & Osborn, I.td. we lá Beardsall (W. EL) & Co., Ltd. lo 
Samuel Gratrix, Junr. & Bros., Power & Lighting Supplies Со. 14 
ae .. 941 Wholesale Bittings Co., Ltd. ... 14 


Ltd. is е" 
Booth & Son des zie e. 10 Giddings & Dacre, Ltd. &e GS 
The Park Electric Enginccring Holmes, W. ia па wu CAI 
Co. de yeah Ves .. 9G). Bardsley, Мг». M, Alou. „.. PR 
B.T.T. Electric Lamp & Acces- Bankers ps -— hs el 32W 
suries Co, MU xus ... 42 Baxendale & Co., Ltd. ow H 


Electricians’ Wages.—.\t a conference that was held on 
January 26th. between the National Federated Electrical Asso- 
ciation and the Electrical Trades Union, the following clauses 
were added to the national standardised wages agreement of 
August 7th, 1920 :— >v ii ae 

1. Ship Work.—This Conference reconunends to the District 


Cominittees of the N.E.E.Á. and the ЕЛ. that the N.E. E.A. 


rate for electrical work on ships shall be the ship rate or the 
district for the same class of work where necessary local uyree- 
ment should be come to as to the ship rate which is current in 
the district. | 

2. Shore Work.—The E.T.U. representatives undertake to 
instruct their members not to work for any employer federated 
to any federation, or otherwise on the wiring or installation 
of any new work in new or old buildings at less than Ше 
N.F.E.A. rate. 

З. That the rates agreed between the E. T.U. and the Engi- 
neering and the Shipbuilders’ Employers’ Federation аге ie- 
stricted to maintenance work and exclude all new wiring or 
installation work. 

4. A sub-committee be appointed to deal with any grievances 
under the above clauses. 

In accordance with the national wages agreement entered 
into by the N.F.E.À. and the E. T.U. on August 7th, 1920, and 
September 22nd, 1921, the sub-committee, consisting of 
Messrs. H. J. Cash and J. Orringe (N.F.E.A.) and J. Rowan 
and J. Kinniburgh (E.T.U.), appointed to give effect to the 
agreements, has declared that the variation in the cost of 
living justifies a 16 per cent. reduction in wages in lieu of the 
previous reduction of 10 per cent., and that the not hourly 
rates of pay are as follows :—Grade A, 2s. 144. (This rate in- 
cludes а traveling allowance; no further allowance to be 
paid, except as provided by Rule 9 of the London rules dated 
February, 1920.) Grade B, 1s. 10434. Grade C, 1s. 9d. Grade 
D, Is. 71d. The above rates come into effect for the period 
covered by the second pay-day in February, 19022, and will 


-remain current up to and including the period covered by the 


first pay-day in June, 1922. Grade C now includes Cambridge 
Town and Londonderry; Kent, outside the London area, and 
Tunbridge Wells have been transferred to Grade D, with the 
exception of the following towns in Kent :—Chatham, Faver- 
sham, Sheerness, Gravesend, Crayford, Sittingbourne, Reches- 
ter, Dartford, and Maidstone. 


The N.J.I.C..for the electrical contracting industry at its 
meeting held at York on January 27th, unanimously ratified 
in the following form the agreement arrived at by the 
N.F.E.A. and E.T.U. on January Эһ to delete clause 3 
(country allowance) of the agreement dated February 24th, 
1921. and substitute the following in lieu thereof :— | 


3. (1) The country allowance, which shall be paid to men 
sent to Jobs which necessitate their lodging away from 
‘home, shall be at the rate of three shillings and six 
pence per night for the first fortnight and three 
shillings per night afterwards. 

(2) The above rates to come into effect on the second pav- 
day In February, 1922, for the pay period covered by 
that pay-day. 

(3) Payments are to be made :— 

(a) When the men in the employment of a firm are 
sent to an out-lying job necessitating their living 
away from home, subject to 4 (c). 5: 

(Б) When men are engaged by a firm at their ordi- 
nary office and are sent to such out-lving Jobs. 

(4) Payments are not to be made :— | : 

(a) When men living in the locality of such out- 
lying Jobs apply on the Job for work. 

(b) When the emplover advertises that men are re- 
quired on an out-lying job, and the men apply 
for work at the job. | 

(с) When suitable board and lodging is found for 
the men free of expense to them. 

(2) When inen on out-lving jobs are in receipt of country 
allowance they carry with them the rate of wages 
of the district from which they are sent, but not other- 
wise. And when local men are started on out-lving 
jobs they shall receive the rate of the district where 
they are employed. 


Electrical Wages Dispute at Cape Town Settled.—The 
dispute in the electrical trade was settled on the terms that 
the wages be 2s. 114. per hour to the men now receiving the 
highest rate of pay, with a minimum rate for men of over 
five years’ service of 2s. 4d. per hour. Men not now receiv- 
ing the highest rate of pay must obtain a licence from the 
Examining Board, to be formed under the Ordinance recent!¥ 
promulgated, before they can be considered eligible for the 
apices rate. These rates are to remain in force until March 
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Book Notices.—'" The Faraday House Journal," Vol. IX, 
No. o.—This issue contains an article by tbe. Principal on 
" [he Power Factor and the Equal Phase Volt-amperes of a 
Polyphase: Load °; ап illustrated note on hydro-electric 
development; and a list of examination results. 

“ The Bulletin of the IIydro-Electric Power Commission of 
Ontario," Vol. VIII, No. 6, November-December, 1921.—The 
principal features of this number are a review of distribution 
work in rural areas, and a description of the Commission's 
meter and instrument repair service, 

" Journal of the Institution of Electrical Engineers," Vol. 
LX. January, 1922. No. 305.— The issue contains the following 
papers :—'"' Telephone Line Work in the United States,’ by 
Mr. E. S, Byng; and " The Сус-Атсе Process of Automatic 
Electric Welding," by Messrs. L. J. Steele and H. Martin. 
London: E. & b. N. Spon, Ltd. Price 10s. 6d. 

" [s Trade Unionism Sound? " by J. H. Bunting. Pp. x+ 
w. . London : -Benn Bros., Ltd. Price 2s. 6d.— This is a 
second. and eheaper, edition of the work reviewed in our issue 
of September 23rd, 1921 (p. 405). 

" Garcke & Fells: Factory Accounts." Pp. xx+290; 5 dia- 
grams. London :_ Crosby Lockwood & Son. Price 15s. net. 

" The Production of Socialist Labour as Tested by Results— 
The History of Socialist Failures,” by W. H. Mallock. 
London: The Liberty and Property Defence League. 

'" Lockwood's Builder’s and Coutractor's Price Book for 
H2." London: Crosby Lockwood & Son. Price 75. 6d. net. 

'" The Journal of the South African Institution of Electrical 
Engineers,” Vol. NN, No. 6, January, 10922.— The principal 
paper reproduced in this. number is “ Coal-cutting by 
Machinery," by Mr. A. Shearer, 


A Belgian Co-operative Electrical Сотрапу. —\\е are in- 
formed that а co-operative company has been formed under 
the title of the Entreprises Générales d'Electricité Belges et 
Etrangères, at 34, Hue Van Schoor, Brussels, with a capital 
of 250,000 fr., divided into 250 parts of 1,000 fr. each. The 
object is the purchase, sale, manufacture, importation and 
exportation of wires and cables for all kinds of electrical pur- 
poses, insulating tubes and accessories, insulating material, 
and material for the construction of aerial and underground 
lines and of tramways, &e. Among the founders (promoters) 
of the company are to be found the names of M. Jannsens, of 
Schaerbeek, who brings in to the company his commercial 
organisation, and subseribes most (207) of the parts; M. 
Vailez. commercial director of the Electric Cable & Conduit 
Co., of Laeken; the Société Francaise de Cables Electriques 
et Tubes Isolateurs, of Thionville; M. E. V. E. Coenas, of 
Upper Norwood, S.E.; and the Standard Electric Cable and 
Equipment Co., of 11, Tottenham Court Road, W. The latter, 
however, does not appear to have taken up any of the parts. 


The Stone Cement Works.—\We are informed by the 
PREMIER COOLING & INGINEERING CO., Li'b., that the аш filter 
used on the DBrush-Ljungstrom turbo-generator described in 
our last Issue, in connecuon with the Stone cement works, 
was munutactured at the company s works at Shaitord, Surrey. 


Financial Review of 1921.—The Intelligence Department 
of the Federation of British Industries has published a 32-page 
pamphlet which is а бпапса review ot 1921. by Messrs. 
J. 5. M. Ward А. L. flease. 1t includes charts and tables 
showing the fluctuations in the rates of foreign exchange and 
the prices of the raw materials of industry. 


An Industrial Survey.—In the course of an industrial 
survey of the United Kingdom, the Board of Trade Journal 
аул that everyone 18 looking hopefully tor the promised re- 
vival of trade, and there are faint signs that these hopes are 
lsely to be fulfilled, but many uncertain factors remain. 
Kaw material prices, with tew exceptions, continue to fall, 
and further wage reductions have taken Place 1n many indus- 
tries, resulting in a lowering of the prices of manufactured 
guods, and enabling British makers to compete more ettec- 
uey. With their foreign rivals. ‘Lhe increased facilities pro- 
vided by the new Export Credits Scheme have been taken 
advantage of, and a considerable amount of trade has been 
done which would not otherwise have been possible. Тһе 
proposed International Corporation for reviving trade on the 
Continent should hasten recovery, and if a satisfactory settle- 
ment of the reparations problem can be achieved a great step 
wil have been taken towards the establishment of conditions 
in Which stable trade relations are again possible. Stability 
Is the muin essential, for as long as prices and costs remain 
unstable buyers hold aloof and refuse to enter into long- 
period contracts. The improvement in the iron and steel 
industry proceeds but slowly. Although costs have fallen 
sabstantially both in respect of wages and raw materials, the 
feeling that prices have not reached rock-bottom. still pre- 
vais. and business is suffering in consequence. With regard to 
engineering and hardware, notwithstanding the greatly in- 
eressed capacity for production as compared with the pre- 
var period, most branches of the industry remain in a very 
depressed condition. Electrical engineering, however, both 
in tts light and heavy branches, is an exception. Exports of 
electric lamps exceed in number those of pre-war years, 
whilst cable exports, though not up to the standard of a year 
ago, are still equal to the pre-war average. Railway engineer- 
ing workshops are also well employed, both on account of 
repairs and export business. NN 


The Utrecht Fair.—Só great was the success of thé pre- 
vious Fairs at Utrecht that a permanent buildiig has been con- 
structed to house the exhibition, and this will be used for the 
first time for the Fair which is to be held from February 21st 
to March 3rd. There will be sixteen sections, including 
those devoted to electricity and machinery; agriculture; in- 
dustrial supplies; and " economical services." The groups 
are to be arranged according to their nature irrespective of 
nationality. 


Unemployment.—. further decrease in unemployment: is 
manifested in the latest available Ministry of Labour returns. 
The total on January 24th was 1,915,700, as compared with 
1,925,900 а week earlier. — Relief schemes were reported to 
have absorbed 121,500 persons, as at January 2Uth. 


Electricity Supply Rifle League.—The following are the 
results of the matches completing the 1921 season: City Co., 
910; St. James’, 539. County Co., 566; Fulham, 545. County 
Co., 581; Central, 576. Central, 573; Fulham, 330. Shore- 
ditch, 55; Fulham, 537. St. James’, 665; Fulham, 329. 
Central, 561; Hackney, 519. Shoreditch and the City Co. 
headed the table, and as a result of a tie, shoot Shoreditch 
finished first. 


The Johannesburg Strike.—The week’s developments 
upon the Rand have been perplexing, sometimes indicating 
the approach of a settlement and sometimes pointing to serious 
disorder, On February Ist the Germiston strike committee 
suggested the appoimntinent of ап arbitration court of five 
members, and further called for a change in the personnel of 
the men’s leaders. Benoni coal miners were reported to have 
returned to work, and at the same time the Pretoria railway 
workers declared against a general strike. The Johannesburg 
tramways recommenced running on February 2nd, and larger 
supplies of electricity were available. The New Kleinfontein 
and Modder East mines were stated to be in a precarious con- 
dition, due to tlooding. Reuter reported, on February 3rd, 
that the Workers’ Federation had agreed to the Government's 
endeavouring to find a way out of the impasse, but later mes- 
sages indicated serious trouble. It was said that the '' com- 
mandoes '' were going to prevent by force the continuance of 
essential services. 


An Electrical Federation in Victoria.—W'e read in the 
Industrial Australian and Mining Standard that the Electrical 
Traders’ and Contractors’ Association of Victoria is being 
wound up, and the members have formed a new body, en- 
titled, " The Electrical Federation (Vietoria)," with a 'con- 
siderably broader constitution. The object of the new Federa- 
tion 1s the betterment of the electrical industry to the mutual 
benefit of its members and the advancement ot the use of elec- 
tricity. A whole-tiine general manager is to be appointed. 
At the inaugural meeting the first otQcers were elected, the 
president of the Federation being Mr. T. M. Ritchie, the vice- 
president Mr. L. G. Hinwood, and the hon. treasurer Mr. 
G. L. Just. | 


Electric Railways Dispute.—In official railway circles very 
little doubt is entertained that the reported threatened trouble 
on the electrically-operated railways of the country and the 
London Tubes wil be averted. ‘The Hlectrical Trades Union 
and the National Union of Railwaymen have made Joint repre- 
sentations to the Ministry of Labour regarding the 124 per 
cent. reduction on wages for electrical workers and engineers 
employed in power stations, including Lots Rcad, Chelsea, 
which supplies practically the whole of the London under- 
ground system. The unions contend that the railway com- 
panies had proposed to introduce а reduction at very short 
notice and without negotiations. A deputation from the Elec- 
trical Trades Union and the National Union of Railwaymen 
met Sir David Shackleton last week at the Ministry of Labour, 
and he informed the deputation that he had been in. touch 
with the emplovers, and the proposed conference to discuse 
the reductions would probably be put forward in about a 
week's time.—Daily Telegraph... 

At a conference of both sides, held on February 7th, a pro- 
Visional settlement was reached. This is to be submitted: for 
approval to the companies and the men. | tac 


Secial.—The annual dinner of the staff and emplovés. of 
Messrs. Ernest F. Moy & Co., Ltd., was held on January 
9sth. Mr. J. W. Hopkins, M.P. for South-East St. Pancras, 
and the Mayor of the Borough were among the guests and 
replied to the toast of ‘‘ The Visitors." Mr. E. Е. Moy, reply- 
ing to the toast of * The Firm," said that he hoped before 
long to reinstate those whcse discharge had been necessitateu 
by the bad state of trade. A musical programme was presente’ 
during the evening. E 


The Brussels Commercial Fair.—W'e have received a 
small prospectus of the Third Official Commercial Fair which 
is to be he'd in Brussels from April 3rd to 19th, together with 
a form of applicaticn for space. Free tickets of admission are 
offered to buyers as well. as the services of an Information . 
Office. Special tickets for the Belgian State Railways are 
being issued at an inclusive charge for periods of five or fifteen 
davs. Among the groups into which the Fair is to be divided 
аге :—Hlectrical industries; metallurgy and = mechanism; 
india-rubber and its applications; motor-cars, aviation, and 
cycles; building trades and architecture; and scientific in-. 
struments. 
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The Dutch Electrical Industry.—In Holland, as else- 
where, the competition exercised by countries with a depre- 
ciated currency is enlisting widespread concern among manu- 
facturers. The Vereeniging van Fabrikenten op Electro- 
technisch Gelied has lately taken steps to bring the subject 
under the notice of the Minister of Commerce. Addressing a 
communication to the Minister, the Association declares that 
the abnormal conditions at present prevailing render neces- 
sary the strict exaction of the percentage of protection fixed 
by the law—which is very low, being in general not more 
than 5 per cent.; this would avoid making it illusory by addi- 
tions resulting from the «disastrous condition of the exchange. 
The Association contends that the 5 per cent. import tax should 
be levied on the amounts of the invoices reckoned, not on the 
basis of the daily quotations, but on the intrinsic value of 
money in the country of ongin, and this with special refer- 
ence to Germany. Furthermore, in special cases the Associa- 
tion insists that the Minister should, if he thinks it needful, 
be endowed with special powers tó forbid importations pro- 
visionally, since the general interests of the country cannot 
he served by the ruin o£ the Dutch electrical industry. 


Trade Conditions in Colombia.—' lhe Commercial Secre- 
tary to H.M, Legation at Bogota foretells a return to normal 
conditions in Colombian trade by about the end of next 
summer. He bases his opinion on the fact that Colombian 
merchants have been and still are buying few goods from 
abroad, and meanwhile are selling their coffee and other pro- 
duce abroad at fairly good prices. ‘There appears to be a 
disinclination on the part of most merchants to resume buy- 
ing relations, maintained during the war, with United States 
firms; this is said to be due partly to American. methods of 
business and partly to the quality of the merchandise sup- 
plied. There is a probable future macket to be developed for 
agricultural machinery, traetors, motor vehicles aud machine 
tools, and, dependent on the recovery in public finance, a con- 
siderable demand for railway material and rolling stock, rail- 
way and road brmyes and road-making machinery. Medellin 
has adopted and started a definite plan for a street car system, 
and both Barranquill and Cartagena have considerably 
developed suburban building and roads, and have improved 
the water supply and drainage. ` 


Forthcoming Exhibitions.— Ihe following exhibitions are 
being organised :— 

Lonpon.—March Ist to 25th, Ideal Home Exhibition; 
April lith to 25th, Builders’ Exhibition; May 156 to 6th, 
Photographic Fair; July 3rd to 14th, London Fair and Market. 

BiRMINGHAM.—March 2th to May 13th, National Trades 
& Industrial Exhibition; May 25th to June 38rd, Industrial 
and Commercial Efficiency Exhibition; June 15th to th, 
International Foundry Trades Exhibition. 

CanDirr.—May to October, Welsh National Exhibition. 
iens (Algiers).—Afril 14th to May 10, Exhibition- 
fair. Е | 

BELGIUM (russels).—April 3rd to 19th, Commercial Fair. 

BnaziL (Rio de Janetro).—September "th to November 15th, 
Centenary Exhibition. 

FRANCE (Paris).—April, Heating Apparatus Exhibition. 

А Iraty (Milan).—April 12th to 27th, International Sample 

‘air. 

Norway (Christiania).—April 22nd to May 7th, Electrical 
Exhibition. 

SWITZERLAND (Basle).—April 22nd to May 2nd, Sample Fair. 

TRiESTE.—May, International Sample Fair. 


Applications for British Trade-Marks.—Appended is a 
summary of the recent applications for British trade-marks in 
respect of goods and productions connected with the electrical 
trades and industries :— 

Parraynite. No. 419,435. Class 11. X-ray protection tube 
boxes, aprons, and screens.—Murray, Parkyn & Co., Vulcanite 
Engineering Works, Carrington Field Street, Stockport. 
October llth, 1921. 
` Ignota (lettering and design). No. 419,574. Class 50. Elec- 
trical insulating compositions.—Ernest Child, trading as E. 
ae & Co., 16, Mincing Lane, London, E.C. October 15th, 

Champion. Мо. 420,526. Class 13. Sparking plugs.— 
Champion Spark Plug Co. of Canada, Ltd., 1416, Howard 
Avenue, Windsor, Ont. October 14th, 1921. 

Electricalities. No. 417,959. Class 13.  Cast-iron water- 
tight electric light fittings, electric brackets, lanterns, &c.— 
The Cable Accessories Co., Ltd., Britannia Works, Groveland 
Road, Tividale, Tipton, Staffs. August 25th, 1921. 

Eutherme. No. 414,029. Class 18. Electric cooking and 
heating apparatus. April 6th, 1921. No. 419,950. Class 13. 
Electric cooking utensils and electric irons.—‘‘ Therma "' 
Fabrique d’Appareils de Chauffage Electrique, Schwanden, 
Switzerland. October 27th, 1921. 


Russia's Electrification—The chairman of the Soviet 
Electrification Commission states that the Government pro- 
poses to place before the Genoa conference a scheme for the 
participation of foreign capital in the future electrification of 
the whole of Russia, by means of the establishment of a bank 
in Russia with the assistance of foreign capitalists. A period 
of 20 years is fixed for the execution of the work, the first 
HM representing an expenditure of 2,000,000,000 gold 
roubles. 


Proposed International Exhibition.—OrriciAL DISCLAIMER. 
—With reference to a statement which has appeared in the 
Press to the effect that an International Exhibition will be 
held in 1924 at the White City, with the " moral" support 
of the Government, we are informed by the Exhibitions Divi- 
sion of the Departinent of Overseas Trade that it has received 
no information whatever of this project up to date. 


Trade Conditions in Peru.—Prosperous years have in- 
creased the importance of Peru and left it basically in a far 
stronger position than it was before the war. Such is the’ 
opinion. expressed by H.M. Consul at Callao, Commercial 
Secretary at Lima, in a report which has just been issued by 
the Departinent of Overseas Trade. Its improved position is 
due to the opening of the Panama Canal and. the subsequent 
demand for Peru s. chief products, viz., copper, sugar ара 
cotton. The country was naturally affected by the slump 
which has occurred in international trade, but the effects of 
this are gradually passing away. Admittedly the financial 
position of the Government is by no means favourable, and it 
intends to remedy the position by a foreign loan on the one 
hand and the imposition of an income tax on the other. 
Though Peru is primarily an exporter of raw materials and 
ап importer of manufactured goods, she has established dur- 
ing the past few years a number of factories, e.g., cotton 
spinning and weaving mills, tanneries, iron foundries, and 
breweries. — The Commercial Secretary considers. that possi- 
bilities lie before a glass works, an earthenware factory, a 
wood alcohol distillery, a = sack-making plant and a paper 
works. The Peruvian Government is anxious further to develop 
the mineral resources of the country. United States capital is 
already largely interested in copper mining. The report states 
that it is still profitable to mime and ship silver, but that the 
prospects of winning gold are not encouraging. Petroleum 
exploitation seems to be hampered by taxation and the lack 
of a definite legislative policy. American competition in the 
supply of imported goods naturally gained strength turing the 
war, and is likely to be fairly well maintained on account 
of the capital from the United States which is invested in the 
country. German metal goods and inachinery are also appear- 
ing again, favoured by the exchange. 


Patent Applications.—.\pplications have been made for 
the restoration of the following patents :—No. 18,278, of 1905, 
for “` [Improvements in the process of sealing the filament 
carrier into the bulb of electric incandescent lanips," granted 
to Johann Kremenezky. No. 1,453, of 1915, for "' Mercury 
globule electrical contact maker for releasing mine winding, 
signal indicators, actuating indicators of the stopping, starting, 
and reductions of speed of machinery and the like," granted to 
George Saint. 


Lead.— Reporting under date February 4th, Messrs. James 
Forster & Co. state that on February 5rd closing prices were 
£21 ds. for all positions, against £2 2s. bd. for January and 
£33 for April a week previously. "!he ditticulty of disposing 
of arrived lead—the total for the month of January being 
greatly in excess of previous months—had much to do with 
the drop in values, but it had been assisted by heavy " bear ” 
selling rorward. "7 The consuming trades continue slack, and 


~ most consumers have sufficient stocks to carry on with. A fair 


quantity has recently gone into warehouse, and supplies in 
prospect at present for February arrival appear to be ample.” 


New Italian Company.— company has recently been 
formed under the title ot the Società Anonima F.A.1.M.E., 
capitalised at 5,000,000 lire to manufacture telephone appara- 
tus and other electrical material in Italy. Situated just out- 
side Rome, the company's plant promises to become fully 
occupied at no distant date, the avowed object being the free- 
ing of Italy from the monopoly enjoyed by foreign firms with 
eden to this class pf electrical material.—HReuter's Trade 

ervice. 


" Lektrik " Lighting Connections.—This 
and useful little work has now reached its eightieth 
thousand by the issue of a seventh edition. The explana- 
tions of circuits have been revised to make comprehension 
still easier, and a number of new arrangements appear. 
Although the value of Messrs. Lundberg's “switching cer- 
tificates " was recently queried by a correspondent (but sub- 
sequently testified to by another), there is no doubt as to the 
value of the information given in this booklet. The work 
may be obtained from Messrs. A. P. Lundberg & Sons, 
Pioneer Electrical Works, 477-489, Liverpool Road, М.Т. 
Price 1s. net. - | 


well-known . 


\ 


German Grip on Swiss Industry.—In our last issue we 
published a paragraph under this title, on the authority of 
the correspondent of The Times at Geneva. In its issue of 
February 3rd The Times published the following further dis- 
patch from its correspondent at Geneva, which we have 
pleasure in. publishing :— 

'* [n a recent article on the German grip on Swiss industry 
it was stated that Swiss industry was becoming absorbed һу 
the German ‘ Holding’ syndicates. In many cases this is 
true, but from later and more accurate information in regard 
to the firm of Sulzer & Co., Winterthur, one learns that its 
capital is in Swiss hands, and that 16 has created in many 
countries seats in which Swiss money is invested.” 
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The German Glow Lamp Trust.—A great augmentation 
in the capital of the German glow lamp trust 1s on the point 


of being carried into effect, the object of which is such as to, 


command attention in wide circles outside that country. 
When a few years ago the glow lamp department of the Ger- 
шап Incandescent Gas Light (Auer) Co. was separated from 
this сошрару and combined with the similar departments of 
the Siemens & Halske Co. and of the A.E.G., the amalgamated 
undertaking assumed the title of the Osram Works, Ltd., or 
that of a private or partnership company, which thus escapes 
the tax on joint stock company shares and is not under any 
opligation to publish its accounts. The three partners are 
Koppel & Co. (Auer interests), the Siemens & Halske Co., and 
the А.Е. С. and they fixed the ordinary partnership capital at 
(000,00) marks, deciding to provide additional funds by the 
issue of bonds, of which two series of the 44 and 5 per 
cent. types respectively have raised а total of 120,000,000 
marks. Now the proprietary companies have sprung a sur- 
prise on. the financial public by deciding to make a further 
emission of 300,000,000 marks in bonds of the Osram Co. 
all at one time for the purpose, according to the official state- 
ment, af strengthening the working capital, and particularly 
tor the further development of the foreign organisation. ‘The 
new issue is of interest not only from the latter point of view, 
but also from that of the form given to the new bonds ог non- 
iuottuage debentures. Unofficially it is stated that the pro- 
ceeds of the new loan are substantially required for the re- 
construction of the former foreign organisations of the indivi- 
dual companies forming the partnership. It is not obvious 
‘rom this statement whether it refers solely to the export lamp 
trade or to the general export trade of the two electrical com- 
panies in question. The new loan takes the form of profit 
bonds bearing a fixed rate of o per cent. and capable of rising 
to a maximum of 10 per cent., thus endeavouring to meet the 
wishes of the public for а security offering a high rate of 
interest. The increase over 5 per cent. will take the form of 
the holders of the bonds receiving a bonus at the rate of à per 
cent. for every one per cent. or portion of one per cent. by 
which the average dividend on the ordinary shares in the 
АЕС. and the Siemens & Halske Co. exceeds 10 per cent. 
These two firms have guaranteed the redemption of the loan 
within 50 vears at a pre-arranged premium, and also the pay- 
ment of the bonus on the profit bonds. A banking syndicate 
has taken over 130.000,000 marks of the new loan, and pro- 
pases to offer it for subscription at the price of 126 per cent.. 
while the balance of 130,000,000 marks will probably pass into 
" iun hands.” | 

The scheme represents an entirely new departure in the 
fotation of capital in Germany, on a large scale, although 
there’ is no doubt that it will be successfully carried into effect, 
эх it has the financial guarantee of two of the principal manu- 
lieturing: companies behind it. | 

Portuguese East Africa and the Union.—A feature of 
lortuguese Hast African trade, which is noted in the recently- 
Issued report by H.M. Consul-General at Lourengo Marques, 
is the entry of the Union of South Africa into the market us 
а competitor in engineering contracts. An ехашріе of this is 
3 larze coaling plant, now ready at Johannesburg, for erection 
at the Port of Lourenço Marques, the whole of which, with 
ihe exception of two electric motors supplied from bngland, 
lias been manufactured in the Transvaal from material ot local 
production. The competition of the United States of America 
i also evident, particularly in hardware and machinery. Yet 
up to the present time the United Kingdom is easily first as 
-ipplier of manufactured goods to Portuguese East Africa, 
particularly in machinery and hardware. "he rivalry of Ger- 
шапу has also to be considered; low prices and not too 
menor quality, says the Consul-General, give her goods a 
дез advantage over those of the United Kingdom. Не adds, 
Luwever, that where Portuguese products come into competi- 
по with British products, as, for example, in hardware, the 
иләр are so far superior that the competition is hardly felt. 
Ikete are a few industrial developments which are of interest 
in connection with future trade in engineering products, but 
it must be borne in mind that currency difficulties will have 
to be removed before import trade can revive. Sugar manu- 
lacture is still on the increase. Purniture-making is develop- 
in; at Lourenço Marques, excellent hardwoods being in abun- 
Jant supply. A cement factory and cold storage have been 
yrted near the port. Much irrigation work is contemplated. 


The South African Railway Contract.—A Bloemfontein 
dispatch to the Paris Daily Mail states :—'' The Union of South 
\fnea’s acceptance of the tender of the Metropolitan-Vickers 
iectrieal Co., Manchester, for locomotives for South African 
белгшей railways will be the subject of a Nationalist attack 
un the Government when Parliament meets in February. It 
I alleged. that the German tender was £5,000 per locomotive 
es . . . while the tender included a stipulation for pav- 
vent in raw materials like hides, wool, mealies, and the like 
—an appeal to South African farmers.”’ \ 


The White City Electrical Plant.—The War Compensation 
Гит has awarded the Shepherd's Bush Exhibition Co. 
£54,758 in respect of its claim of £1,250,000 for re-instatement 
ccupation, &c., in connection with the military occupation of 
the White City. One of the claims was for damage to the 
кечса} plant, originally estimated at £16,237, then revised to 
ta 4s: in respect of this item £2,930 is the amount of the 
award now given. | 


Receivers Appointed.—Swirt ELECTRICAL, | LTD.—Louisa 
Butler, of 94, Woodlands Gardens, N.10, was appointed 
receiver and manager on January 21st, 1922, under powers con- 
tained in debenture dated October 18th, 1921. 

RusHMore#s (1919), Lrb.—Sir Basil E. Mayhew, K.B.E., of 
40, Alderman’s House, E.C., was appointed as receiver on 
January 27th, 1922, under powers contained in debentures 
dated November 30th, 1920. | 


The Danish Tariff.—The Danish Customs authorities 
have recently given a decision to the effect that '' mica rings 
used as insulating material in electrical apparatus " when im- 
ported into Denmark are to be classified under heading No. 79 
of the Tariff, the duty being 0.2 öre per kilogramme. 


4 

Dangers of Acetylene Gas.—The Factory Department of 
the Home Office has issued a * Memorandum on Dangers from 
the Use of Acetylene Gas and in Oxy-Acetylene Welding in 
Factories ” (Form 1,704. H.M. Stationery Office. Price 14. 
net). This gives in а concise manner the numerous 
ways 1n which explosions may be caused, aud for each of 
these ways the precautions to be taken are set forth. It is 
stated that the lighting of acetylene generator houses should 
be carried out by means of incandescent electric lamps encased 
In outer gas-tight glass globes. Electrical switches, fuses, &c., 
in a generator house or near a generator should be so con- 
structed that risk due to sparking or fusing in an explosive | 
atmosphere is avoided. 

New Indian Company.—The British Arc Welding Co. 
(India) is the name of a new concern which has lately been 
formed in Calcutta (16, Strand Road), with a capital of 250,000 
rupees, to carry on an electric welding business. 


A French Amalgamation.—The shareholders in the Etab- 
lissements Maljournal et Bourron, of Lyons, have just ap- 
proved in extraordinary general meeting a scheme of amal- 
gamation. with the Société des Ateliers de Constructions Elec- 
triques et du Dauphiné of the same city. The chairman ef 
the former stated that the combined undertaking would be 
able to produce everything from small electrical apparatus to 
machines of large powers. 

Chinese Note.—TuE Snacur Execrric Licut Co. at Shachi 


has been granted registration by the Ministry of Communi- 
cations. 


For Sale.—Mn. C. W. Laycock (instructed by the Elland 
U.D.C.) will sell by auction on February 22nd, at the elec- 
tricity works, the whole of the electricity plant, &c. 

By direction of the Disposal Board. Offers are invited for 
surplus engine room plant at Liverpool Head Post Office. (See 
our advertisement pages to-day.) 


LIGHTING AND POWER NOTES. 


Accrington.—PRoroseED SHOWROOM.—The Electricity Com- 
mittee has under consideration a suggestion to open u show- 
room for electrical fittings and appliances, in conjunction 
with the electrical tradesmen of the district. 


Argentina.—ELECTRICAL. DEVELOPMENT.—According to La 
Energia Electrica, there exists in Argentina some 350 power 
stations and 50 sub-stations; 9 generating and 32 sub-stutions 
are located in Buenos Ayres. 

The Falls of Iguazu are being developed, and cataracts 
larger than those of Niagara, situated on the Upper Paranı, 
on the Brazilian frontier, are to be utilised, as are also those 
on the River Uruguay, a little above Concordia. Surveys for 
et тше of these water resources have already been 
made. 


Вехіеу.—Ілснтіхо IN Houses.—The whole of the houses on 
the Welling estate are to be wired for electric lighting, and 
the cost per house chargeable to the scheme is not to exceed 
£0. 

Blackpool.—I.oan.—The Electricity Committee has recom- 
mended that application be made to the Electricity Com- 
missioners for sanction to the borrowing of £220,000 for new 
generating plant, muins, &c., for the electricity undertaking. 


Bradford.—l.o4N.—Application has been made to the Elec- 
tricity Commissioners for sanction to borrow £13,980 for the 
installation of additional plant in the electricity works. 

Burnley.—PnoPosrD — SuB&-sTATION.—The electrical engi- 


neer of the electricity undertaking has been instructed to pre- 
pare a report showing the estimated cost of erecting a sub- 


‘station for the Rosegrove and Lowerhouse districts, and the 


estimated demand for electricity in these districts. 


Crewe.—I.oAN.—The Town Council has applied for a loan 
of £10,000 for additional plant at the power station and for 
cables. 


Canada.—OwNTanRio.—The extent to which electricity is used 
in the province of Ontario is indicated in а list published in 
in a recent issue of the Bulletin of the Hydro-Electric Power 
Commission. This shows that the number of distributing 
municipalities in the various systems is as follows: Niagara 
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system, 144 (population 1,191,736) ; Severn system, 19 (41,552); 
Wasdell's system, 11 (11,150); Nipissing system, 4 (11,423) ; 
Muskoka system, 2 (3,597); Eugenia system, 28 (89,571); 
Ottawa system, 1 (107,732); Thunder Bay system, 1 (15,094); 
Central Ontario system, 37 (134.552); St.. Lawrence system, 
IL (15,000); Rideau system, 5 (16,260); Essex County system, 


7 (11,017); Thorold system, 1 (5.012); making a total of 271 


municipalities, covering a total population of 1,604,356. 


Continental.—JuGo-Siavia.—The Commercial Secretary to 
His Majesty's Legation at Belgrade reports that the Zagreb 
journal Agramer Tagblatt has published un article concerning 
the formation of a syndicate tor the development of hydro- 
electric power schemes which will be supported by the State. 
The first step to be taken is the erection, near Modric, of a 
water-power station of 5,000 h.p. capacity and the construc- 
tion of another station on the lower Drina between Koviljaca 
and Junje of 29,000 h.p. The projected power stations are 
intended to provide electrical energy for Posavina, Podrinje, 
Slavonia, Syrmia, Васка, Djakovstina, and Osijek, and will 
be connected with the overland electrical вуеш which the 
State contemplates, and it is also intended to connect these 
systems, via Zagreb, with the power system of lala, so that 
the project of the central, Government to provide an organised 
network of electric power lines in an east-to-west direction 
can be accomplished without great delay. 

Irany.—A scheme has been put into operation for the dis- 
tribution of electrical energy. from Switzerland to various 
power stations in the Lombardy plain. Part of the supply 
will pass through the French mine areas of Nancy and 
Vencey, à distance of over 400 miles. 

On the River Sila, in the Province of Catanzaro, a hydro- 
electric plant is being constructed by the Società per 
la Forze Idrauliche della Sila, with Government aid. 
The company has contracted. bank loans to the extent 
of 200 million lire. This is a preliminary to. the 
raising of further capital until at least 500 million lire 
has been secured. It is intended to make use of the natural 
topography of the place in executing the project. Besides 
being situated at an altitude of some 1,235. metres above the 
level of the sea, the district is furnished with several natural 
basins. These, after work has been completed, will form 
immense reservoirs, with two fulls of 597 and 4035 metres. 
Work has commenced on the larger reservoirs. Various 
groups of turbines have been planned, the first of 67,227 h.p.; 
the second of 50,960 h.p.; and the third of 20.050 h.p.; making 
a total of 165,267 h.p. The total quantity of water to be im- 
pounded by the various reservoirs is estimated at 250 million 
cu. metres, and the total electric energy which will be 
generated is estimated at 800 million kWh per э annuni. 
—Reuter’s Trade Service (Rome). 

GERMANY.— The strike of the Berlin municipal employés has 
completely paralysed the gas, water, and electricity supply, 
and also the tramway traffic. The hospitals are without water 
and light. There has been no abatement of the railway 
strike, which has extended to the whole of Baden. he nego- 
tiations opened for the purpose of ending the railway strike 
haye produced no result. The city is now almost without 
coal, A great number of factories and bakeries have been 
obliged to reduce their working hours. Some have already 
closed down. The strike practically ended on February 7th.— 
ieuler (Berlin). 

FraNcE.— The effects of the drought during the past year 
are still felt in the Isère region by the growing scarcity of 
electricity. The Berges company, which has been supple- 
menting the city’s supply from its reserve steam plant, has 
now been forced to considerably reduce its supplies. The 
stations are unable to‘meet industrial needs and a complete 
stoppage is feared. On December 26th power was withdrawn 
for two days а week. Later the supply was limited to eight 
hours a day to authorised factories. Only bakers and daily 
papers were allowed to use electricity during the night. Prices 
have greatly advanced, being 0.40 fr. per kilowatt-hour for 
motive power, heating, and industrial purposes, instead of 
0.15 fr.—L' Industrie Electrique. 

The application for a 60-vear concession for the establish- 
ment of а water-power station on the River Вахе, at Bousse- 
largues, made by the Omnium Régional d'Electricité, of 
Lempdes, Lower Loire, is now under official investigation. 
The station is intended to reinforce the Lempdes station of 
that company. The works projected include the formation of 
a dam and а 30-metre high reservoir, with accessory conduits 
to the station itself. The height of the fall will be 158 metres, 
and the scheme is estimated to vield 3,150 kW. The scheme 
is to be carried out in two stages. 


. Coventry.—Exectricity Ciirces.—The City Council has 
considered a report from the Electricity Committee that a 
petition has been received from leading manufacturers re- 
garding the charges for electrical energy, and stating that 
existing cireumstanees warrant a substantial reduction for the 
current quarter in the coal percentage of 50 per cent. and the 
“over-all? percentage of 40 per cent., applicable to con- 
sumers taking electrical energy on this system. It was resolved 
to reply that there was little prospect of a substantial reduction 
during the December quarter, but that there would be a re- 
duction for the March quarter, such reduction being made 
automatically with’ the decreased cost of coal. 


^ 


Derby.—Lo4Ns.—The Electricity Committee has recom- 
mended the Town Council to apply to the Electricity Com- 
missioners for sanction to the borrowing of £70,000 for mains, 
and £20,000 for the purchase of motors and transformers. 


Egham.—EXTENSION~ OF AREA OF SUPPLY.—The Egham and 
Staines Electricity Co. is applying to the Electricity Com- 
nussioners for powers to extend its area of supply to include 
the parishes of Ashford and St. Anwell, Wraysbury, and 
Thorpe. И 

Greetland.— ELECTRICITY Suprpty.—Owing to complaints 
Which have been made with regard to lighting the Council 
has approached the Electrical. Distribution of Yorkshire, Ltd., 
as to the terms on which the company would be prepared 
to supply electricity to the district. 


і 
С1оисеѕќег. — І олх. А pplication has been made to the Elec- 
tricity Commissioners for sanction to borrow £47,000 for ex- 
tensions to the electricity works, and for additional boilers, 
generating plant, &c. 


1 пуегпеѕѕ. —Нурко-Етьсткіс SCHEME.—At a meeting of the 
Town Council, on January 30th, the hydro-electric scheme 
was again discussed. <A letter from the Trade Facilities Ad- 
visory Comunittee was read. This signified the Committee's 
favourable consideration of the question of guaranteeing 
debentures for £200,000 provided the following conditions 
were met: (J) That a company be formed with an ordinary 
paid-up share capital of £200,000; (2) that the scheme be 
approved by the Electricity Commissioners; and (3) that the 
scheme cost no more than £400,000. It was stated that 
Messrs. Armstrong, Whitworth & Co., Ltd., were willing to 
form a company and promote a Parliamentary Bill, and also 
to re-iniburse the Corporation's expenses if the company was 
formed. It was finally decided to proceed with the survey, 
which was estimated to cost £200. 


Leeds.—1l.04N SANCTIONED.—The Corporation has received 
sanction from the Electricity Commissioners to borrow £35,500 
for overhead mains and services on the Meanwood, Hawks- 
worth Wood, Wyther, and Harehills housing estates. 


Liverpool.—Loan SancTioneD.—The Electricity Committee 
has received the sanction of the Electricity Commissioners to 
borrow £17,082 for tha provision of mains and services and sub- 
station equipment in connection with new houses. 


London.—-FINCHLEY.—PRovoskD [uINKING-UP.—A scheme is 
on foot for the linking-up of the Finchley and Hornsey elec- 
tricity undertakings. dt 15 proposed to lay two mains capable 
of carrying 1.000 kW each, at a cost of £10,200, and applica- 
tion has been made to the Electricity Commissioners for 
sanction to borrow that amount. 


Manchester.—1 ,oAN.— Ihe ‘Electricity Committee has recom- 
mended that application be made to the Electricity Commis- 
sioners for sanction to the borrowing of £100,000 for work on 
ieeder mains and on distributing stations. 


Mariborough.— ArrticaTioN. FOR REVOCATION OF ORDER.— 
lhe.Town Council has decided to apply for the revocation of 
the Order obtained in 1913 by the Marlborough Electric Light- 
ing Supply Co., Ltd., which has failed to carry out its obnga- 
tions. 


a 


Price Reductions.—Charges for electricity have been 
reduced in the following districts: Croydon, Darwen, Dudley, 
liverpool, Newcastle, Salford, Spenborough, and Stretford. 


Richmond (Surrey).—Orper Revokep.—The Electricity 
Commissioners have revoked the Richmond Electricity (Term- 
porary Increase of Charges) Order, 1919, as froin January 31st, 
1922, but without prejudice to any rights and liabilities which 
might already have become due thereunder. ) 


Stone (Staffs.).— ELECTRICITY SuprrLv.—The Gas and Elec- 
tricity Co. has informed the Urban District Council of its 
intention to put down electrical plant and exercise its powers 
under the Act of 1914. The company has applied for an ex- 
tension of time to carry out the work, but the Electricity 
Commissioners have deferred their decision until the inquiry 
into the proposed formation of a Joint Electricity Authority 
for the North-West Midlands has been held. 


Tunbridge Wells.—I.oANs.— The Town Council has decided 
to apply for a loan of £12.975 for expenditure on mains, ser- 
vices, transformers, a snb-station, and sub-station pillars, for 
the ensuing three veurs, and for £4,378 to cover the 
increased. costs of the installation of the new turbo-alternator, 
coudensing plant, pipework, and switchboard. 


Wicklow.—Enectriciry Strpuy.—The Urban Council has 
directed the Town Clerk to. prccure: infortnation regarding a 
proposed. electricity scheme. 


Wigan.—l.osN.—Application has been made fo the Electri- 
city Commissioners for sanction to borrow £49,720 for exten- 
sions to the electricity works. 


s 


a 
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TRAMWAY. AND RAILWAY NOTES. 


Black Country.—CoxTROL or Tramways.—A Dill is being 
pranoted in Parliament this session by the Birmingham 
strict Power & Traction Co., 144.; the Dudley, Stourbridge 
cod District Electric ‘Traction. Co.; the South Staffordshire 
ipmways Co.; the South Statfordshire Tramways (lessee) 
(o, Ltd.; and the Wolverhampton District Tramways, Ltd., 
m which it is proposed to postpone the right of purchase of 
te tramway undertakings by local authorities until within 
as months after September wth, 1950. — 1t is further pro- 
weed that from the passing of the Act a Joint committee shall 
ve formed, entitled " The birmingham and Midland ‘Tramways 
мш Committee,” for the management of the undertakings 
{ Ше буе companies. ‘Ihis will include three persons 
рамей by the directors of the Birmingham District. Power 
иф Traction Co., Ltd., and two persons appointed by each 
the other four companies. It is also proposed to raise the 
‘ces on all the trum ways and light railways to 14d. per mile, 

„її a minimum of 2d. a passenger. 


Blackpool.—TRAM WAY Prorits.—At а recent meeting of the 
Tan Council it was reported that during the past ten years 
the net profit of the tramway undertaking had been £118,000, 
d aueh £04,000 had been applied. to the relief of the rates. 


Bradford. —Loan.—Application has been made to the 
"тту of Transport for sanction 1o borrow £30,250 for track 
ree als, 


Doncaster. — PRovosED NEW Rovute.—The Ministry of 
Transport recently held an inquiry at Doncaster into the appli- 
anon of the Corporation to borrow £10,000 for improvements 
i ће tramway system. It is proposed to lay a track along 
Бету Lane and ‘Trafford Street at an estimated cost of 
к, in order to provide a circular route for the Bentley 
ті Brodeworth cars, and so abolish the present terminus in 
Lendisate. Other improvements include the relaying and 
tubing of a part of the track in St. Sepulchre Gate and 
Б.мегузќе at an estimated cost of over £5,000. 


Continental. —GERMANY.—The arrangements for 1922 for 
"e extension of the German electric railway network are as 
siuna: The existing electrified section of Kónigszelt-Halb- 
voithLiebau is to be extended to embrace Hirschberg- 
o ritzchreiberhau and Grünthal, 130. km. in extent. [n 
^» middle German brown coalfields the Leipzig to Schóne- 
ted line is to be extended to Engelsdorf, Bitterfeld, and 
Xudeburg, а distance of 130 km. In the three following 
wrs it is intended to open for working a series of sections 
м хапа, namely, Münich to Garmisch, in 1923; Münich to 
ит, in 1924: and Miinich to Salzburg and Kufstein, 
1105. The works hitherto carried out in the electric work- 
1; the main lines has made clear the kind of locomotives 
foaled. A special type has been evolved for express, passen- 
¿rand goods trains for travelling on the flat; and another, 
ati for each class of traction for travelling in hilly 
халх. A settlement as to the system to be employed has 
~ been arrived at, а.е. being retained for long-distance 
trie, while d.c. is mos for short-distance traffic in and 
and Berlin. Normalisation has been effected as far as 
sible in track equipment and other constructive details. 
Tad in hand with the electrification of the country's net- 
sk has gone the construction of the big power stations and 
wory installations for the generation and distribution of 
"Undty, The great Walchensee power station on the Isar 
s^Wected to be finished in 1923. 


Halifax.—Proposep  ExrENsioNS — RrjECTED.— The Town 

Carat has rejected the Tramways Committee's scheme 
“tend the tramways, by single track, from Skir- 
zi Green terminus to Dud well Lane, on the ground ‘that 
ite “Stension would not bring in sufficient revenue. 


.Hall.—PuorosED EXTENSION OF TRAMWAYS.—The City Coun- 
i has approved application being made to the Ministry of 

0 ‘pet for power to extend the tramways to Hessle, at an 
‘united capital cost of £36,000. 


Liverpool.— New Trick.—The City Council has decided to 
исі a double tramwav track along Belvidere and Devon- 
опе Reads, at an estimated cost of £38,213. 

Бр Тһе City Counce il has decided to seek powers to 
бегае the two-penny minimum fare on the tramways fcr 
“1 ther year, 


„1ondon.—The report of the directors of the Tandon, 
zitan & South Coast Railway states that it is proposed to 
pte the suburban scheme of railway electrification which 
" Mterrupted by the war as soon as financial and other 
tuons permit. With a view to proyiding funds to carry 
E i tke works immediately in contemplation, steps were taken 
‘rey for additional capital powers, but for certain reasons 
"^t proposed to proceed with this application. 
as Can.—The South Metropolitan. Electric Tram- 
Б? has recently carried out an experiment with a rail- 
гаг on the steep incline from Anerley to the Crystal 
id are, 
Sunderland .—бтвткЕ.--Тһе employés of the District: Tram- 
43 Co. have struck work as a protest against a proposed 
ов of wages, and the system is at a standstill. 


T 


TELEGRAPH AND TELEPHONB NOTES. 

Australia.—TrELErHONE  ExrENSIONS.—The  Postmaster-Gen- 
eral proposes to ask Parliament next Session to sanction а 
loan for £8,000,000 to Improve and expand the telephone sys- 
tem throughout Australia and to build trunk lines. His idea 
is to adopt a continuous scheme, which will be independent 
for three or four years of the annual Parliamentary votes. 
There are now 12,000 unsatisfied applications in the principal 
cities for telephone connection, besides thousands jn the 
country districts for communication with the main systems. 
The Cabinet has made available £200,000 as a first instalment, 
savs The Times. 

AUTOMATIC EXCHANGES.—The construction of automatic tele- 
phone exchanges at Ascot Vale (Vic.), estimated to cost 
£55,820, and at North Melbourne, estimated to cost £97,226 
has been formally sanctioned by the House of Representat- 
tives.—Industrial Australian and Mining Standard. 


Barbados.— New Canrg.—The officials of the Western Union 
Telegraph Co. state that they expect a licence will be issued 
shortly fcr the landing of the Barbados cable at Miami. 
—Heuter's Trade Service (Washington). 


Ex:German Pacific Cables.—F ina, — DrisrosiTIOoN.— The 
former German cables in the Pacific Ocean that centred about 
the island of Yap were allocated on December 3lst, 1921, and 
a complete agreement affecting their joint use for commercial 
purposes without restrictions was reached by representatives 
of the six Powers involved. The cables have been sealed 
since Japan seized the German islands, early in 1914; In most 
instances the tentative approval given must be confirmed by 
the home governments. The cables awarded are: Yap-Guam 
cable to the United States. Yap-Shanghai cable to Japan. 
Yap-Menado cable to Holland. The company was not entirely 
German, but a combination of German and Dutch, the Dutch 
investors holding about one-third, roughly, of the stock and 
bonds of the corporation which owned the cables. [In 
addition, the important line from Yap to Menado, on the 
island of Celebes, terminated in Dutch territory. Both of 
these complications were avoided by giving Holland, in full 
satisfaction of her claims, the cable froin Yap to Menado. The 
cable from Yap to Shanghai had been diverted Ъу the 
Japanese soon after their seizure of the Marshall and. Caroline 
Islands to a Japanese port. They are willing to construct a 
link to re-establish the line to Shanghai. The third cable, 
that from Yap to Guam, had already, under the agreement . 
reached since the convening of the conference between the 
Japanese and Americans, been assignd to the U.S.A., and a 
treaty drafted setting forth the American rights in the island - 
of Yap. Six nations were represented at the conference on 
December 3lst—the United States. Great Britain, Japan, 
France, Italy, and Holland. The decision was '' without pre- 
judice ” to the decision to be reached later as to the German. . 
cables in the Atlantic.—T. and T. Age. 


Paraguay.— lrLEGRAPH ExTENsi0NS.— The. work of extend- 
ing the network of State telegraphs will begin: very shortly, 
including the construetion of new hnes designed to link-up the 
Paraguayan lines with those of: Brazil.—F'inancial. News. 

South Africa.— AUTOMATIC TELEPRONY.—Àn automatic tele- - 
phone exchange is being established at Durban. British and 
S. African Export Gazette. i 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the BLECTRICAL REVIEW in w ‘hic ‘h the 
“ Official Notice ” К 


ОРЕМ, 
Accrington.—Corporation. 25.000-lb. water-tube boilers, 
economisers, and brick work. (February 3rd.) 
Ashton-under:-Lyme.—lebruary 22nd. Electricity Com- 


mittee. Circulating water pipes and valves and exhaust steam 
pipes. (February 3rd.) 


Australia. —MELBOURNE.—April 29th. Victorian Electricity 
Commissioners.—31 miles .15 sq. in. 3-core power cable and 90 
miles, .007 pilot cable, with accessories, for a 22,000-V circuit. 
—Reuter’s Trade Service (Melbourne). 

April 5th. Commonwealth P.M.G. Telegraph condensers. 
(Sched. 613.) 

April 19th. Telegraph and testing instruments. 
549.) (See this issue.) 

ADELAIDE.—Apri] 5th. P.M.G.'s Department. Twelve ad- 
justable condensers for use on telegraph HURU circuits. 
(Sched. No. 613.j* 

BnisBANE.—April 19th.. Р.М. a. в Department. 
telegraph instruiuents, . (Stores Sched. No. 549.)* 


Д 


(Sched. 
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Aylesbury.—Electricity Department. One 1,500-kW ог 
alternatively one 1,000-kW turbo-alternator, condenser, and 
switchgear. (February 3rd.) | 

Belfast.—February 28th. Tramways Committee. Six or 
12 months’ supply of tramway stores, including electrical acces- 
sories, cable, lamps, &c. (See this issue.) 

Bulgaria.—March 21st. Bulgarian Postal Authorities. 
Telephone pole-line hardware (four pin carriers for insulators, 
bolts, &c.).* 

March 28th. 3,000 junction pieces for batteries, &c.* 

Burton-on-Trent.—February 22nd. Electricity Depart- 
ment. One 6,000-kW  turbo-alternator with condenser and 
switchgear. Two 40,000-Ib. water-tube boilers complete with 
economisers, coal-handling plant, bunkers, buildings, and 
chimneys. (February 3rd.) 

Dundee.—February 27th. 
sets of converting machinery. 
manager and engineer. | 

East Grinstead.—lebruary 24th. | U.D.C. — Two-stroke 
oil engine-driven generators and other plant and electrical 
equipment. (February 3rd.) | ; | 

Edinburgh.—February 1dth. 
ment. 
for Westbank power station. (Spec. No. 3M.) 

Eston.—February 28th. Urban District Council. Over- 
head lines, underground cables, transformers,  sub-station 
equipment, and public lighting fittings. (January 27th.) 

Gloucester.—lebruary 4th. Electricity Department. 
Two 1,500-kW turbo-alternators with condensing plant. (F'eb- 
ruary 3rd.) Н | | : | 

India.—CaicutTta.—March 20th. Municipal Council. Eight 
electric lorries and motor-generator charging set. Particulars 


Electricity. Department. Five 
Mr. H. Richardson, general 


(lanuary 27th.) 


from chief engineer to the Corporation.—Reuter’s Trade Ser- 


vice (Calcutta). | 
London.—February 13th. L.C.C. 2,500 or alternatively 
4,500 tons of standard steel girder tramway track rails with 
fishplates. Chief Engineer, 19, Charing Cross Road, W.C.2. 
llAMMERSMITH.—February 22nd. Electncity Department. 
Stores for three, six, or twelve months. (February 3rd.) 
PaAbbpiNGTON.—February 20th. G.W.R. Three months’ 
supply of electrical and telegraph stores. (February 3rd.) 


Manchester.—February 14th. Tramways 
General stores, &c. J. M. McElroy, general manager, 45, Pic- 
eadilly, Manchester. 

February 21st. Electricity Committee. 
and accessories. (Spec. B27.) 
cocks, с. (Spec. B28.) 
(B29). (See this issue.) 

Oldbury.—February 18th. U.D.C. Electric light instal- 
Jation, public buildings and library. Mr. R. Fletcher, sur- 
veyor. |. -— 

South Africa.—DuRBaAN.—April 12th. 
city Department. 
equipments or alternatively mercury arc rectifiers with auto- 
matic switchgear.” ' mes | 
. GRAHAMSTOWN (C.P.).—According to the British and South 


С.Т. water tanks 
February 97th. a.p. valves, 
L.p. pipework for auxiliary services 


Corporation Electri- 


African Gazette, tenders for the electric lighting scheme ` 


(£65,000) will be called for about June or July next. 


Skipton. — February 25th. Electricity Department. 
Supply, laying, and jointing l.p. 4-core paper-insulated lead- 
covered steel-tape armoured cable. (February 3rd.) 


Swansea.—February 17th. Swansea Harbour Trustees. 
One 3-phase, 400-kVA transformer. (See this issue.) 


Wolverhampton.—Electricity Department. Two water- 
tnbe boilers and integral superheaters. (February 3rd.) 


*A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Ayrshire.—Education Committee. | 
Electric light installation, St. Margaret's School. —W. G. Dodd, Avr. 


Glasgow.—Corporation. Recommended:— 
Electric lighting installation in the Corporation: houses at Craigton, £43,770. 
| —D. & J. Gilmour. 


SUE foundation for turbo-generator at Pinkston.—P. & W. MacLellan, 
td. 


Clevis strain insulators.—Fleming, Birkby & Goodall, Ltd. 
Single-stroke bells.—Standard Electric Co., Ltd. 

Cable,—Western Electric Co., Ltd. 

Accepted :— 

. One electric locómotive for Provan Gas Works.—Electric Vehicles, Lid. 
One electric locomotive and generator set.—Electric ; Locomotive and 

“Foundry Co., Ltd. 
London.—FvuLHAM.—Electricity and Lighting Committee. 
Recommended :— 
Additions to the generating station, Townmead Road, £5,565.—W. Moss 


and Sons. 7 


Sunderland.—Corporation. Accepted:— 

Cables.—Brit. Ins. & Helsby Cables, Ltd. 

Capping.—Armstrong, Addison & Co, 

И.р. steam pipes.—Babcock & Wilcox, Ltd. 

The Hague.—Mr. 5. Utting, London, has received the 
order for the equipment of two large Babcock C.T.M.-type 
boilers at the Hague electricity works. The Prat draught sys- 


h. rual Electricity Supply Depart- 
Auxiliary: circuits and electric lighting and earthing, - 


Committee. | 


Two 500-kW ‘rotary converter sub-station - 


tem is to be installed, and the air heaters are to be of the 
" Thermix " type. This order makes the fourth installation 
for this important electricity works. 
Worthing.—Electricity Committee. Recommended:— 
One 500-b.h.p. Diesel engine with 345/250-kKW generator (£11,739).— 
Mirrlees, Bickerton & Day, Ltd. 
Cables (£1,591).—Enfield Ediswan Cable Works, Ltd. 


FORTHCOMING EVENTS. 


Eleotro-Harmonic Society.—Hridav, February 10th, At the Great Hilt, 
Cannon Street Hotel, Е.С. At 8 p.m. Ladies’ night. 

Birmingham and District Electric Olub.—s:turday, February ЛВ. At the 
Grand Hotel, Colmore Row. At 7 pam. Paper on "* Hlumination from the 
User's Point of View," by Mr. С. G. A. MacDonald. 

Electrical Contractors’ Association (London Branch).—T ucxdav, February 
14th. А the Engineers’ Club. At 8 p.m. Smoking concert and confer: 
ence, 

industrial League and Oouncil.—\Wednesday, February loth. M Caxton 
Hall, Westminster, S.W. At 7.39 p.m. Lecture on “Industry and its 
Relation to Finance," by Sir Сео. Paish. 

Nottingham Society of Engineers.—Wednesday, ! 
Welbeck Hotel. At 7 pm. Paper on ** Super-heated Steam : 
ments and Utility," by Mr. F. О. Вупое, i 

institution of Railway Signal Engineers.—\ ednesday, February Amh. At 
the Institution of Electrical Engineers, Victoria Embankment, W.C. At 
рап. Annual general meeting. Presidential address. | 

institution of Electrical Engineers.— Thursday, February Mth, At the 
Institution, Victoria Embankment, W.C. Ai 6 p.m. Paper on '* Rotars 
Converters, with Special Reference to Railway Electrification,’’ by Mr, 
к. P. Whitaker. | | 

[хкокмм,  Мкктїхє.—Мопйау, February 18th, At othe Institution, 
Victoria. Embankment, W.C. M 7 p.m. Discussion on " The Evoluutio: 
of a май Trade Union," to be opened by Mr. J. Н, Parker. 

(North-Eastern Centre).--Monday, February Ith. At the Armstrong 
College, Newcastle-on-Pyne. At 7.12 p.m. Paper on * Rotary. Converters," 
bv Mr. F. P. Whitaker. 

"(North Midland Oentre).—luesdav, February 14th. At the Hotel Metros 
pole, King Street, Leeds. At 7 p.m. Paper on " The Cyc-Arc Process, 
by Messrs. L. J. Stecle:and. H. Martin. А 
“(Scottish Centre).—Tucsday, February 14th. At 207, Bath Stren, 
Glasgow. At 7.30 p.m. Lecture on '' The Use of Wireless, l'ast ana 
Future," by Major J. Erskine-Murray, R.A.F. " | | 

(Dundee Sub-Oentre).— Monday, February 13th, At University Colle se, 
Dundee. At 7.30 p.m. Paper on * Publicity and Electrical Development, 
by Mr. J. W. Beauchamp. 
` (East-Midland Sub-Centre).— Tuesday, February 140. At the Loughe 
borough College. At 6.45 p.m, Informal address on “High-power Mers 
cury Are Rectifiers,” by Mr. R. L. Morrison. 

(North-Western Students’ Oentre).—Tuesdav, February T4th. At 
the Houldsworth Hall, Deansgate, Manchester. At 7.30 p.m. Paper өп 
* Hydro-Electric Power Supply," by Mr. A. Justin. f 

Chelmsford Engineering Society.—Thursday, February lóth. At the Кам 
Anglian Institute of Agriculture. At 7 p.m. Paper on "* High-speed Wire- 
less Telegraphy," by Mr. C. H. Ford. 


February 15th. At the 
lts Des clop- 


_ Northampton Engineering College Engineering Soclety.—Thursday, Г 


гиагу 161. At the Northampton Institute, St. John Street, EC. M эл0 
aus Paper on " Electric Lifting Magnets: their Use and Construction 
tor Steel Works," by Mr. J. B. Kramer. 

Chemical Society.—Thursday, February 160. At Burlington House, Picci- 
dilly, W. At 8 p.m. Ordinary scientific meeting, * 

Electrical Development Association.—Friday, February lih. M the In- 
stitute of Patent Agents, Staple Inn. Buildings, W.C. At ТӨ pan. Di- 
cussion on “ Salesmanship in Relation to Electric Lighting," to be opened 
by Mr. H. T. Harrison. 

Institution of Mechanical Engineers.—Friday, February With, At the In- 
stitution, Storey's Gate, S.W. At 6 pm. Paper on “ Electric Welding 
Applied to Steel Construction, with Special Reference to Ships," by Mi. 
A. T. Wall. 

London Electrical Engineers Old Comrades' Association.— Friday, Feb- 
ruary 17th. At the Bridge House Hotel, London Bridge, S.E. At ра. 
Bohemian concert. ' 

Junior Institution of Engineers.—lUriday, February Vth, At Caxton Hall, 
S.W. At 8 p.m. Paper on " Water Purification. for Boiler. Feed Pur- 
poses," by Mr. W. J. Lenton. 
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THE “ELECTRICAL REVIEW” SERVICE 
DEPARTMENT. 


To enable us to complete replies to inquiries received this 

week we need the names of suppliers or manufacturers of :— 
EaRLE's CEMENT for commutator repairs. 
MAGNET TESTPHONE for armature testing. 
OMEGA insulating tapes. | 
IMMERSION Heaters of tubular form for total immersion 
' an liquids (capacity 1 kW). 
A periscopic arrangement for inspection of smoke from 

chimney shafts from a remote position, 


NOTES. 


Fatality.—.\ fifteen-year-old boy, Albert Heeson, of Wood- 
house Cliff, Leeds, employed in а bakehouse at llarehills, was 
killed on February 4th by contact with a live electric light 
wire. А temporary wire had been run into the basement, 
where a new oven was being installed, and the holder for the 
electric Jight bulb had become damaged. Heeson, 16 was SUI" 
posed, was attempting to repair the holder with the electricit? 
switched on, using a chisel without a handle for the purpose: 
He was heard to scream, and then he collapsed unconscious 
A doctor was sent for, but on his arrival the boy was dead.— ` 
Daily Dispatch. | 

The '*C.S. Faraday."—After being one of thc most 
familiar sights in Thames shipping for nearly fifty year? 

the cable steamer Faraday has been condemned, and will be 


" 


\ 


:-! ioken ир almost at once. She was built in 1874, and is of 
21 wer 3,000 tons register. During her long life she has been 

jl over the world in the service of her owners, Messrs. 
.. | Siemens Bros., and has been one of the most successful vessels 
“| ther kind Evening News. 


Motor:'bus Repair Works at Chiswick.—lhe London. 


General Omnibus Company has opened at Chiswick a large 
ыйга] overhaul works where all repair work to the company's 
vehicles is now concentrated and standardised in one establish- 
| gent, instead of in 30 or 40 garages scattered all over London. 
' Some 3,00) persons are employed at the works, which occupies 
an area of 31 acres, 16 acres being under cover. With an 
‘organisation and equipment which are right up to date, the 
* te required annually for motor- bus overhaul is now reduced 
{rom 16 days to 4, which, of course, means а large reduc- 
:tion in the annual loss in the vehicle's working eapacity. The 
factory is equipped on lines not hitherto attempted in this 
‘wuntry for the rapid assembling of standardised units on a 


— thrge sale, and the works will accommodate a weekly total of | 


‘J units normally and 120 weekly during. short rush 
| periods. When а ‘bus requiring overhaul enters the factory, 
. Ње bolts holding the coach-work to the chassis are removed, 
‘and the former is lifted off by a multiple hydraulic Jack; the 
‘chassis then leaves the shop for its own department, and an 
eetrie truck comes along to take the place of the chassis, and 
te body is carried away for stripping and reconditioning, 
| uintüng, and so forth. In the process of dismantling the 
cassis, as this passes along the shop, it is stripped bit by bit 
engine, clutch, gear-box, brakes, &c.. down to the bare 
“аше, the wheels themselves are taken into their special shop 
| dor retiring, and the springs are reheated in a double-ended 
© geverberatory gas furnace. The washing of parts after dis- 
— imanling is а considerable operation, both revealing weakness 
- ass of wear, and preparing the part for handling for 
mgr purposes. As may be supposed, every variety of machine 
tool are requisitioned at some stage or other of the work. 
works are largely driven by electric power provided from 
the supply of the Underground Railways group, to which the 
1000. belongs. The whole of the electric motors, totalling 
120 h.p. (in sizes ranging from 5 h.p. to 80 h.p.), were pro- 
= sided by Messrs. C. J. Ferguson & Sons, of London, who carry 
sey large stocks of motors. Practically, the whole of the 
‚ machines are standard shunt-wound enclosed, ventilated and 
_ pn protected type, arranged for belt-driving. Тһе starters 
ar of the standard face plate type. and the machines are 
‘qprated on a circuit of 550/600 volts. The electrical wirmy 
aod installation work was done by the L.G.O.C.'s own elec- 
tal staf. Each  'bus carries a dynamo for lighting 
кріт, and the overhauling of these machines, as well as 
i wiring and other electrician's work in the ‘buses them- 
les, has its proper place allotted to it in the efficient 
@ganisation of the various operations. A number of moving 
forms are laid down on which repairs are carried out as 
article under repair gradually moves on its way. Mr. С. J. 
tare is the chief engineer and operating manager to the com- 
y, and he has under his control a fleet of 3,000 motor-' buses 
- "hh are carrying 1,000 million passengers per annum, but 
the figures alone cannot convey an idea of the large extent 
# the engineering and other operations which are carried on 
- it the Chiswick overhaul works, where what has been termed 
ie “rebirth " of the motor omnibus takes place. It is 
ted that the works have cost £500,000, but the saving in 
cost of maintenance will be £150,000 per annum. 


. The Electro-Harmonic Society.—At the concert (Ladies' 
ht) to be held to-night in the Great Hall, Cannon Street 
А Hotel, Mr. Sidney Rentell will take the chair. The artistes 
v' Will be as follows :—Miss Bessie Jones, soprano; Mr. Bar- 
üinz Hooper, tenor; Mr. Edward Halland, baritone; Miss 
Gladys Millage, songs at the piano; Mr. Ernest Rutherford, 
erin; Mr. Lloyd Shakespeare, cornet; Mr. W. V. 
.Canadian entertainer; Mr. Ernest Hastings, enter- 
amer: Mr. Bernard Flanders, A.R.A.M., solo pianoforte and 
kcompanist, 
ч Cancer Research.—The report of the Manchester 
loyal firmary states that the honorary radiologist received 
anonymous offer of £4,000 to enable research to be carried 
Шол anew method of intensive X-ray treatment of cancer, 
14scheme has been drawn up, and a research scholarship 
intensive-radio-therapy for the treatment of cancer has been 
tuted, says the Evening Standard. 
Jord Atholstan has informed the Earl of Athlone, chairman 
the Middlesex Hospital, that, in addition to his offer of 
W for the discovery of a medicinal cure for cancer, 
Ё 5l give another £20,000 in the meantime to help on the 
I": of cancer research, says the Daily Mail, which also re- 
ms that Sir William Veno, who in January offered £10,000 
Sippement the offer by Lord Atholstan, has amended his 
mal: he now promises to provide £1,000 annually for 
ла їп aid ef cancer research. The payment of the 
7, therefore, not dependent on a cure being found. 


Appointments Vacant.—Sales Supt. (£500) for the Edin- 
zh Corporation Sales Department; engineering draughts- 
: lor the Salford Corporation Electricity Department; wire- 


е 


“igineer-operator (£400+) for the Government of Trini- 
“shift engineer (£440) for the Government of Nigeria, Elec- 
t Department; assistant mains and distribution engi- 
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heer for the Wakefield Corporation Electricity Department ; 
shift engineer for the Llandudno U.D.C. Electricity Depart- 
ment; Professorship and Head of the Department of Electri- 
cal Engineering in the City and Guilds (Engineering) College; 
chief electrical engineer for the Wimbledon Corporation. (See 
our advertisement pages to-day.) 


Lighting Large Stores.—A rather serious drawback with 
various forms of flood-lighting projectors which have so far 
made their appearance is the difficulty in trying to vary the 
light distribution curve over sufficiently wide limits such as 
wil ensure uniform lighting over any area that has 
to be treated. If, in certain cases, alteration in the focus 
has been made with the object of improvement in this direc- 
tion the efficiency of the equipment has of necessity suffered 
in consequence. In many cases, also, the projectors have to 


EXTERIOR HoOLOPHANE LIGHTING. 


be placed fairly close to the building to be illuminated, with 
the result that the units generally employed do not possess 
sufficient covering power to ensure uniformity of illumina- 
tion. 

An installation worthy of notice in this direction is the 
lighting of Messrs. Alders’ premises at Croydon, a photograph 
of which we are able to reproduce. The scheme was carried 
out by Messrs. J. & T. Robinson, electrical contractors, of 
Croydon, in collaboration with Messrs. Holophane, Ltd., of 
London. 

The equipment comprises six units mounted in a trough 
and placed on each side of the building, equipped with 200- 
watt gasfilled lamps and Holophane F.150 reflectors mounted 
horizontally, the angles and setting of which were carefullv 
calculated and adhered to by the contractors. Ву chang- 
ing the character of their distribution curve they are enabled 
to reproduce similar results from greater or lesser distances, 
thus meeting all requirements in this direction. A further 
feature worthy of mention is the few points necessary to 
achieve such results, and the energy consumption, i.e., 
2.4 units per hour, represents a very economical figure for 
this class of spectacular lighting. 


Electrified Seed.—At a meeting of the Advisory Council 
of the Agricultural High School, Bendigo (Victoria), recently, 
the principal described some interesting experiments which 
were being made with electrified seed at the school. It was 
stated that oats electrically treated, and with 4 ewt. of super- 
phosphate to the acre, gave six tons more green weight of 
oaten hay than an unmanured plot with unelectrified seed had 
returned. Plots treated with manure, but sown with unelec- 
trified seed, gave lighter returns than where the two treatments 
were applied. One farmer who had sown ten acres with 
electrified seed had reported that his crop last season had 
averaged a bushel and a half to the acre more than the unelec- 
trified seed had yielded.—Industrial Australian and Mining 
Standard. 
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 Educational.—CirY AND GUILDS (ENGINEERING) COLLEGE.— 


After thirty-seven years' service in the college, following two 


years’ service at the Finsbury Technical College, Professor T. 


Mather, F.R.S., is retiring at the end of the present session. 
Professor Mather succeeded to the Chair of Electrical 
Engineering on the death of Professor W. E. Ayrton, F.R.S., 
with whom he had been so closely associated in the organisa- 
tion of the department. The City and Guilds (Engineering) 
College forms the Engineering Section of the Imperial College 
of Science and Technology, under the Delogacy representing 
the Imperial College, the City and Guilds of London Insti- 
tute, and the Goldsmiths’ Company. | 

The Delegacy will proceed shortly to consider the appoint- 
ment of a successor to Professor Mather, and is inviting 


applications. | | 
Faravay Horse ScHoLarsutps.—The annual examina- 
tions for. a Faraday scholarship of fifty) guineas per 


annum tenable for two vears in college and one vear in 
manufacturing works, and for a Maxwell schclarship of fifty 
guineas per annum tenable for one year in college and one 
vear m works,. will be held at Faraday House on April lth, 
12th, and 13th, 19%. Exhibitions may also be awarded to 
candidates who acquit themselves creditably in these examina- 
tions. — Full particulars may be obtained from the Secretary, 
Faraday House, 62-70, Southampton Row, London, W.C.1. 

An Electrically.driven Winder.—Referring to the article 
appearing in our issue of January 27th under this heading, it 
should have been stated that the main contractors for this in- 
teresting installation. were the British Westinghouse Electrie 
and Manufacturing Co., Ltd. 

Electric Motors for Washing and Sewing Machines.— 
Referring to the case reported in our " Legal "' column on Jan. 
27th, Mr. S, J. Sewell, of 27, Chancery Lane, W.C., writes :— 
“ I have been for some years of opinion that it js essential that 


washing and sewing machines should be driven by fractional- 


h.p. eleetrie motors, and have in my Sewing and Washing 
Machines Gazette preached that reform, but the action. against 
Harrods, which was a claim for damage to the fingers of a 
lady in the wringer used as an adjunct to the * Thor’ washing 
machine, is, І fear, likely to give a ‘ set-back’ to electric 
washers and also to electrically driven sewing machines. I 
should like you to make public the fact that a similar result 
might have oecurred had the washer been manually driven. 

" Really, electricity had nothing to do with the injury to 
the ladv's hand. The wringer was fitted with the latest 
safety devices, but the ‘release,’ fitted to both hand and 
power wringers, and fully explained in the instruction book, 
appears to have been utterly ignored. 

" As with washing machines, so with sewing machines, it 
is Impossible to make them ‘ fool-proof,’ no matter whether 
they be driven by hand or by an electric motor. 

“Тһе sales of electric Washing machines during the past 
two years have been ever increasing. ‘Thus far they have 
been confined to those of American or Canadian manufacture, 
but half of the British manufacturers of washing machines 
have for some months been expernnenting with electric motors, 
and last week one of them, Messrs. Whittaker Bros., of the 
Pioneer Works, Accrington, was able to complete its arrange- 
ments for producing an English electric washer. 

" Ав regards the use of electric motors for domestic sewing 
machines, this country is far behind the United States; but | 
understand that there are a round dozen British firms which 
are engaged in constructing motors that will allow the house- 
wife to use both hands for guiding and manipulating the 
fabrics she desires to sew without recourse to the pedal. ln 
other words, the sewing machine of the future will be of the 
hand and not the pedal type, the motor, not the ‘ hand,’ work- 
ing the machine. 

Speaking from an experience of over 35 years, and after 
a Study of the British fractional-power motors which are now 
being made, I am of opinion that when current is universally 
obtainable the ‘hand’ sewing machine will entirely take 
the place of the treadle type, but be driven by electric power. 
And this will come about the more readily because the expense 
of the motor will not be much greater than that of the stand 
and treadle. 

** Beyond question, there is in prospect a big business іп 
connection with the driving of sewing and washing machines 
by fractional electric motors, and I sincerely hope that British 
electricians will not omit to note this fact.” 

The following interesting notes are also due to Mr. Sewell: 
The electric washing machine was first patented by an 
Englishman named G. H. C. Monckton as long ago as 1874, 
but none was actually made. 
driven by electricity, 14 years ago, was the “ Thor," of which 
600,000 have been sold. There are now 71 makers of washers 


in, the United. States and three in Canada; in this country . 


there is only one. The sales of washing machines in the 
United States, mostly electrically driven, in 150 were 856,000, 
and the total number in use in the United States, according to 
fhe statistics of the American Washing Machine Association, 
Was 2,500,000. According to an article by Miss Магу Gwynne 
Sowell in the Daily Erpress, the washing for a family of five 
sts at à commercial laundry 305 a week; home washing 
by hand costs 15s. 6d., and by electric washer, including hire 
of the machine, 5s. 10d. 

Our thanks are due to Mr. Sewell for these data. We 
understand that Mr. Samuel Jackson, of Shipley, Yorks., is 


The first American washer 


manufacturing, in this country, а washing machine o 
American design, and the " Bell " Washer Co., of Blackburn 
also makes a type of washer specially adapted to an electric 
motor drive. | vO З 

The Reichenberg Fair.—For the Reichenberg Fair, whic 
will be heid from August Ith to 20th, applications for ех 
hibiting space close on April Ith. Particulars may be ap 
tained from the Management, Wienerstrasse 20, Reichenberg 
Czecho-Slovakia.—Reuter’s Trade Service (Prague). 


INSTITUTION NOTES. 


Institution of Electrical Engineers.— WIRELESS TELEGkA 
AERIAL.—Arrangements are being made for the erection ot. 
permanent wireless telegraph aerial on the roof of the In 


stitution building. 


WESTERN CENTRE.—The 45th' ordinary general meeting o 
the Western Centre was held at the South Wales Engineer- 
Institute, Cardilf, on Monday last, and the "' draw " for th 
evening was the visit of the president (Mr. J. S. Hightieta 
who gave an address on © Commercial Development." M: 
Hightield. reviewed the development of the electricity supp 
industry from the passing of the Act of 1582 up to the kir 
tricity (Supply) Act of 1919, and at the close a short disci 
sion ensued to which Messrs. Charnen, Morley-New, Nichol 
Moore, Rogers, Roberts, Tremain, Burr, Bowman, and Pro 
F. Bacon contributed. 

After the general meeting an adjournment was made to t! 
Royal Hotel, where the President was entertained at dinne 
and an attendance of nearly 100 gave the toast of the Im 
tuticn a cordial reception. Speeches were cut to the mi 
mum, as the excellent musical programme provided by M 
Haydyn Shaw obviated any reference to technical or vc 
troversial matters. The joint hon. secretary (Mr. C. T. Mia 
is to be congratulated on the admirable arrangements | 
made for this very pleasing funetiom -> i 

ELECTRICITY IN AGRICULTURE. —At the Institution of Er 
trical Engineers on March 30th, at 5.30 p.m., a paper on t 
'" Application of Electricity to Agriculture " will be read: ai 
another on “ Electric Power as an Aid to Agriculture " will. 
delivered at the Farmers’ Club, 2. Whitehall Court, S.W 
at 4 pin on April 3rd, by Mr. Borlase Matthews, M.LE.E. 


Birmingham end District Electric Club.—.\t а теси 
to be held on February Ith, Mr. C. G. А. MeDonald w 
give a lecture on " Illumination," illustrated. by lante 
slides, The eleventh annual dinner will be held at the Gra 
Hotel on February Hth. An excellent musical program 
has been arranged and a number cf distinguished guests ha 
been invited. "as 

Institute of Metals.—The annual general meeting of t 
Institute will be held at the Institution of Mechanical En 
neers on March 5th and 9th, when a selection of papers v 
be presented and discussed. The annual dinner will be h. 
on March 5th, and the Royal School of Mines will be vist 
on March 9th. Sir Ernest Rutherford, F.R.S., will delt 
the twelfth May lecture. on. May 3rd, his subject being `] 
Relation of the Elements,” and the annual autumn meet. 
of the Institute will take place at Swansea on September 3 
and 22nd. 

Chelmsford Engineering Society.—3Xt a meeting held 
January 26th, Mr. G. H. Ayres, A.M.I.Mech.E., A.M.LE! 
of Industrial Waste Eliminators, Ltd., gave an illustra 
lecture on ''The Reclamation and Utilisation of We 
in Factories.” Various methods of recovering oil fr 
metal turnings, dirty wipers, cotton waste, &c., were de 
with. The apparatus recommended for this purpose was - 
turbine type of centrifugal extractor.’ The peripheral sp. 
of the extractor should be 6,000 or 7,000 ft. per minute, and’ 
having the turbine blades fastened direct to the under side! 
the cage. this was easily obtained. The exhaust steam pat 
into the upper part of the machine, liquefving the oil, wE- 
was then more easily thrown off from the material un' 
treatment. Nearly a gallon of oil could be recovered by ? 
process from 1 ewt. of turnings. 1 

At a meeting held in the Agricultural Institute on Febru' 
2nd, Mr. T. Britten, manager of Messrs. Crompton & € 
Ltd.. in the chair, Mr. H. G. Allen, M.A.. M.Inst.C, 
managing director of the Queen's Engineering Works, Bedfe 
read a paper on “ The Design and Operation of Condens 
Plant." For each pound of coal burnt in the boilers. he & 
it was usual to pass 500 or 600 Ib. of cooling water through! 
condensers. The output of an engine exhausting to the! 
might be increased about 40 per cent. by the use of an effe! 
condenser. .It was usual to extract the air and conden, 
by two separate pumvs or ejectors, the steam jet ejector bå 
preferred, and efficieney. was only obtained when the ат 
of non-condensable vapour in the condenser was a minim 
from 25 to 35 lb. of air had to be dealt with per 100.000 Ib, 
steam used. An interesting series of lantern slides was sho 
and a long discussion followed the lecture. 


Electrical Power Engineers’ Association.—An infor 
discussion on ‘ Boiler Troubles " will take place on Еги 
February 24th, at the Engineers’ Club, Coventry Street, S. 
at 7 p.m. ШЫ : t 
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the Editors invite electrical engineers, whether connected 
ith the technical от the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 


movements. 


We regret to learn from the Manchester Daily Dispatch 
that the prolonged ill-health of Mr. J. M. M'ELROY, general 
manager of Manchester tramways, has for some time been a 
matter of anxiety to the Tramways Committee. ‘The coni- 
mittee is naturally very anxious to retain his services, and a 
ab-committee has been appointed to go into the matter and 
make a recommendation. In the circumstances it is probable, 
aysour contemporary, that Mr. M'Elroy will be retained in an 
advisory capacity in апу rearrangement of the personnel of 
management which may be necessary. That, it is understood, 
was the recommendation arrived at by the sub-committee on 
February 2nd. The whole matter will, of course, be settled 


~ by the full committee. 


Our readers will join with us in feelings of regret that Sir 
Jons SNELL had to retire from the chair during the Electricity 
Commissioners’ inquiry at Barrow, on February Ist, into the 
North Lancashire and South Cumberland Electricity District 
aheme. Mr. Н. Booth took his place. ~ Sir John intimated 
that Mr. Booth would be joined later by another commis- 
шег, Mr. A. Page, and he hoped that his retirement would 
not prejudice the inquiry in any way. ° 

The following re-arrangements in the staff of the Liverpool 
Electricity Supply Department have been approved by the 
иу Council : —Mr. E. L. Morland, mains superintendent, to 
le distribution engineer at £525 per annum, and bonus; Mr. 
C. M. Lucas, assistant electrical engineer, to be assistant dis- 
inbution engineer at £350 ner annum, and bonus; Mr. А. E. 
Aird. assistant engineer, to be assistant electrical engineer at 
БО per annum, and bonus; Mr. W. Mayhew high-pressure 
inspector, to be assistant engineer, at £205 per annum, and 


. bonus; Mr. T. B. Owens, high-pressure switchboard inspector, 


-—À» * 


` and bonus; Mr. C. Е. 


r 
. 
. 
t 


г tobe assistant engineer, at £210 per annum, and bonus; Mr. 


|. P. Higgins, mains engineer, to be high-pressure engineer, 
at £35 per annum, and bonus; Mr. J. H. Murray, mains 
cagineer, to be district. mains engineer, at £215 per annum, 
Reid, mains engineer, to be service 
mins engineer, at £190 per .annum, and bonus; Mr. C. L. 
Eagle, assistant mains engineer, to be district mains assistant, 
ii £135 per annum, and bonus; Mr. F. C. Carmen, mains 
aytant, to be senior mains assistant, at £285 per annum, 
ind bonus; Mr. A. E. Lewis, mains assistant, to be senior 
mans assistant, at £230 per annum, and bonus; Mr. 8. R. 
Нау, station engineer, to be shift engineer, at £220 per 
ium, plus the E.P.E.A. bonus; and Mr. T. Herbert Thomas, 
АШ engineer, at £220 per annum, апа bonus. 

At the annual supper of the Scarborough tramway em- 
porés last week, Mr. MoiNET, manager of the tramways, was 
presented by the staff and emplovés with a шїї of cutlery as 
imark of their appreciation on his leaving the town to take 
u a position in Scotland at an early date. The gift was 
banded over by Mr. Cordukes, head of the office staff. 

Mr. E. L. Woop, of the engineering staff of the Glasgow 
Сатогабоп electricity department, who has been for the 
past fifteen months assisting the engineering staff of the gas 
department with the installation of the electrical plant at 
Provan Gas Works, has been transferred from the electricity 
deartment to the gas department as electrician-in-charge of 
the electrical plant at the gas works at £260 per annum, plus 
à honus of £198. ` 

Mr. ANDREW Linpsay, chief electrician at Killochan Collieries 
ta the South Ayrshire Collieries, Ltd., for over seven years, was 
made the recipient of an overmantel from employés and others 
$^ leaving to enter upon an engagement at Lochgelly, Fife. 


Mr. E. E. Pope has been appointed mains superintendent at 


ite Maidstone municipal electricity works. 
Mr. E. J. \№үплламѕ, Scottish district manager to Messrs. 


Fimundsons Electricity Corporation, Ltd., and manager to 


i 


tie Inverness undertaking. left London on the P. & O. Mantua 
^^ the 3rd inst. for Marseilles en route to Italy, where, with a 
dient, he is visiting some hydro-electric schemes. ~ 

The Daily Erpress reports that M. E. GALVANAUSKAS, an elec- 
neal and mining engineer, is the new Lithuanian Premier. 


Übituary.—Srg Francis BanxeR.— We referred briefly in our 
А sue to the death of Sir Francis Henry Barker, a direc- 
s of Messrs. Vickers, J.td., which took place at Cannes on 
"пагу Sth. Sir Francis had been ill for a considerable time, 
7"ng undergone an operation last vear, from which, how- 
"er, he seemed to be making a good recovery. He went to 
‘ines for his convalescence. and there a second operation 
* found to be necessary. From the effects of this he never 
Med. Sir Francis was born at Smyrna in June. 1865, the 
*tond son of the late Alfred Barker, of Constantinople and 

eld, Esher, and was educated privately and at Clifton 
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College. He received his early business training in his father's 
bank in Constantinople, subsequently becoming private and 
confidential secretary to Sir Edgar Vincent (the present Lord 
D'Abernon), at that time Director-General of the Imperial 
Ottoman Bank at Constantinople. During this period he 
travelled extensively in Syria and other parts of Asia Minor. 
In 1890 the Parsons' Foreign Patents Co., Ltd., was formed 
to exploit on the continent of Europe Sir Charles Parsons's 
patents for marine and land turbine work. Sir Francis 
Barker was appointed manager of this company, and as such 
was instrumental in forming subsidiary companies in various 


foreign countries, and in establishing works under the 
Parsons patents for the manufacture of land and marine 


turbines in those countries. He maintained his association 
with the Parsons Foreign Patents Co., Ltd.. to the end, and 
at the time of his death was a director of the company. In 
Russia, and especially in Russo-British affairs, he always 
evinced the liveliest interest. He was president of the British 
Russia Club and chairman of the Executive Council of the 
Russo-British Chamber of Commerce. Аз organiser and 


founder, with Lady Barker, of Kitchener House, Grosvenor 
be 


Place, Sir Francis will held in affectionate remem- 


Мані! & Fox) [London. 


Sin Francis Henry BARKER. 


brance by many officers and ex-officers who there received 
technical and commercial training in preparation for their 
entry, not only into civil employment, but, in many cases, 
into Government service. Sir Francis was instrumental in 
acquiring for Messrs. Vickers a most important concession 
from the Russian. Government for the supply of naval guns 
to be manufactured at the Tzaritzyn Works in. South Russia. 
which works were constructed to Messrs. Vickers’s plans and 
designs. These works were completed under great difficulties 
during the war. Owing to Sir Francis's great foresight, wide 
experience and untiring energy-—his capacity for work was 
enormous—the supply of a very large amount of guns and 
munitions was arranged for the Russian armies during the 
war, and torpedo works were established in South Russia 
for the supply of torpedoes to the Russian Navy. Under his 
guidance technical advice and supervision was also provided 
for the Nicolaieff shinvards in connection with the cónstruc- 
tion of battleships. He used his best endeavours to promote 
trade with Russia, and already at the outbreak of the Revoln- 
tion had established the nucleus of a very good business in 
the supply of electrical material. and many working agree- 
ments had been entered into with large Russian shipbuilding | 
and engineering firms. which may still prove to be very use- 
ful in the recuperation of Russia. 


We regret to learn from Reuter that Mn. Mansnarr, the local 
manager of the Eastern Extension Telegraph Co., Ltd., at 
Shanghai, has died of scarlet fever, 


Will.—The late Mr. ARTHUR ВАВВЁЕтТ, managing director of 
Bailv. Grundy & Barrett, Ltd., engineers,’ Cambridge, left 
£7,909. . 
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NEW COMPANIES REGISTERED, 


Cooper & Smith, Ltd. (де) ant s company. 
Registered February 3rd. Capital, £12,500 in £1 shares. To acquire the 
business of electric motor and cutter manufacturers and dealers lately carried 
on by the Portable Electric Motors (1919), Ltd., at 121, Victoria Street, S.W., 
and elsewhere. The first directors are: Cooper, 1, Manor Mansions, 
Belsize Park Gardens, N.W , engineer; J. W. P. Smith, Swan Hotel, Bolton. 
Registered office: Station Road, Maldon, Essex. 


Unipressure, Ltd.—Particulars of Unipressure, Ltd., have 
been filed pursuant to Section 274 of the Companies (Consolidation) Act. 
The company was incorporated in Jersey on October. 8th, 1921, with a 
nominal capital of £50,000 in £l shares, to. adopt an agreement with G. Le 
Marchand and to carry on business às financiers, concesstonaires, merchants, 
prospectors, explorers, miners, mechanical and electrical engineers, suppliers 
and transmitters of electricity and electric energy for lighting, heating, power, 
telegraphic, telephonic or other purposes, merchants, manufacturers, com- 
mission and general agents, Же. The directors are: A. S. Elmore, The Grove, 
St Lawrence, Jersey, engineer; R. H. Bingham, 10, Eastbrook. Road, 
Shooter's Hill Road, Blackheath, S.E. engineer; F. W. Brackett, © Olive 
Dene,” Seaville Crescent, Walton-on-the-Naze, Essex, engineer; und Dr. 
Friedrich Esser, 45, Bismarck Strasse, Cologne (of German nationality). 
Alternate director to Dr. F. Esser: А. К. Korkhaus, 33, Dorset Square, 
Х.М. (a. British subject of German origin), Л he address of R. Н. Bingham 
was originally written on the filed document as * cjo Huntington, Heberlein 
and Co., Ltd; 18, Iddesleigh House, Caxton Street, S.W.1,” and that of 
F. W. Brackett as “c/o Е. W. Brackett & Co., Ltd., Hythe Bridge Iron 
Works, Colchester," but those addresses were struck out und the residences 
inserted, (Lhe Act. specifies ‘ usual residence.) The British address is 701, 
Salisbury House, E.C.2, where J. A. Stocker, chartered secretary, is author- 
ised to accept service of process and notices on behalf of the company. The 
fiie number is 2066F. 


Newcastle General Supply Co., Ltd. (179,438).—Private 
company. Registered February 2nd. Capital, £000 in #1 shares. To take 
over the business and assets (but not liabilities) of C. Jack, trading as the 
" Newcastle and General Supply Co., at 156, Northumberland Street, New- 
castle-on-Tyne, and to carry on the. business. of factors of and agents for 
electric lamps and all. kinds of electric or similar goods, electrical engineers, 
agents, publishers of books dealing with electrical engineering, &c. The per- 
manent directors are: R. J. J. Bigley, 31, Hulme Avenue, Tynemouth, travel- 
Ier; Je McDonald, 31, Grosvenor Drive, Whitey Bay, engineer; G. R. 
Pawson, ** Tyneville," Tynemouth, traveller, The directors may borrow up 
to the amount of the paid-up capital. Qualification, 50 shares. Registered 
office : 156, Northumberland Street, Neweastle-on-Ty ne. 


\ 


OFFICIAL RETURNS OF ELECTRICAL 
RT COMPANIES. 


Saunders Electrical Co., Ltd.—Satisfaction in full on 
January 13th, 1922, of charge dated September 9th, 1920, securing £500. 


Keighley Electrical Engineering Co., Ltd.—Satisfaction 
in full on January Eh, 1822. of first mortgage debenture, dated December 
16th, 1909, securing 65,000. Debenture, charged on the company's undertaking 
and property, present and future, including uncalled capital, dated January 
th, 1922, to secure all moneys due ог to become due. from «ompany to 
Barclay's Bank. 


` Culkin & Parkinson, Ltd.—Particulars of £400 debentures, 

authorised Januory 12th, 1922. Whole amount issued. Charged on the. com- 
pany's undertaking and property, present and future, including uncalled 
capital. 


Oswestry Electric Lighting and Power Co., Ltd.—Par- 
ticulars of £1,000 debentures, authorised January 10th, 1922. Present issue, 
£800, charged on the company’s property, present und future, including un- 
called. capital. 


Sheerness and District Electric Power and Traction Co., 


Ltd.—Satisfaction in full on January Ist, 1922, of debentures 
dated February 12th, 1915, securing £: Also issue on November 10th, 1921, 
of £200 second debentures, part of a series already registered. 


, Electrical Specialities Co., Ltd.—Debenture dated Janu- 
агу 28th, 1922, to secure £2,500, charged on the company’s undertaking and 
property, present and future, including uncalled capital, if any, registered. 
Helder: Mrs. J. Dunkerley, 12, Oakdale Road, Sheffield. Particulars of £12,500 
debentures, authorised by resolution of even date, alsa filed. Present issue, 
£4,000, charged on above-mentioned property. 


Banbury and District Electric Supply Co., Ltd.—Satisfac- 
tion in full on December 31st, 1921, of debenture dated March 26th, 1913, 
securing £100. 


Jones & Pordes, Ltd.—First mortgage debenture, dated 
January 4th, 1922, to secure. £1,000, charged on the company's undertaking and 
property, including uncalled capital. Holder: Mrs. J. Jones, 6, Stanley 
Street, Broadstairs. 


CITY NOTES, 


The Times states that this company, 


Melbourne which during the war raised a 6 per cent. 
Electric Supply loan in the United States, has again re- 
Co., Ltd. sorted to America for funds. It has just 


issued $9,500,000 (£500,000 at par) seven- 
and-a-half per cent. general mortgage sinking fund bonds re- 
payable in 25 years. These bonds were offered in America last 
week, and the loan was over-subscribed in half an hour. To 
the extent of approximately one-half the money is required 
to meet the outetanding balance of the earlier issue referred 


to, which falls due on March Ist. The Times Melbourn 
correspondent states that of the remainder of the loan th 
greater proportion will be absorbed by the purchase of machi 
nery in the United States, but Mr. W. E. Lane, the secretar; 
of the company, writes to our contemporary correcting thi 
part of the statement. He says that as a fact, not more tha: 
one quarter of the net proceeds will be absorbed by such pur 
chases, leaving three-quarters for remittance to London an 
Melbourne for expenditure on the general purposes of the com 
pany, 


In their report for the year ended Junc 
1921, the directors state that the followin; 
charges have been made against revenu 
account :—Provision for depreciation, sink 
ing fund and renewals £149,712, provision 
for Corporation Profits Tax 29,00) = 
£178,712. The net revenue, after making these deduction: 


amounts to £421,277, plus £12,646 brought forward. Interest 
on debentures and debenture stock absorbs £132,281; dividen: 
on the 5 per cent. cumulative perpetual preference stock fur 
the year, £72,000; interim dividends on the preferred and de. 
ferred ordinary stocks at 34 per cent., free of income tax 
(and income tax thereon), £132,197; leaving available for fur. 
ther distribution £97,495. The directors now recomunend a 
final dividend on the preferred ordinary stock at the rate cf 
£1 3s. 8d. per cent. per annum, free of income tax, makin: 
the total £4 13s.-3d. per cent., free of income tax, for the year 
(and income tax thereon), requiring £22,347, and a final divi 
dend on the deferred ordinary stock at the rate of £2 14s. 2d. 
per cent. per annuin, free of income tax, making the toti 
£6 4s. 2d. per cent., free of income tax, for the year (and 
income fax" thereon), requiring £51,147, leaving £24,000 to 
carry forward. 

Having regard to the general depression in trade and in- 
dustry which has been prevalent throughout the world. the 
results of the year are satisfactory. Owing to the high cost 
of living, the company had to copcede demands for increased 
wages in October, 1920, but since that time there has been a 
substantial fall in the cost of living and an adjustment of 
wages in a downward direction is being made. On the other 
hand, taxation continues to increase. The following statement 
shows the amount paid for the year 1921, as compared with 
the previous years of 1919 and 1929 :— 


British ' 
Columbia Elec: 
tric Railway 
Co., Ltd. 


. 1919, 1920, 19. 
$ $ $ 
67,031 133,352 139,00 
68,530 — 77,832 — 97,085 
153,555 207,267 212406 


—— 


Dominion Government Income Tax уй. tos 

Provincial Government Revenue and Property and 
Land Tax ез x 555 3s sis - 

Municipal Taxation... "m. xus $us S 


$290,136 $418,351 $448,935 


The above figures include the taxes paid by or assessed 
against the Western Power Co. of Cunada, Ltd., during these 
years, In addition there is a sales tax, the amount of which 
runs up to 3 per cent. of the value of goods purchased, and it 
is estimated that the cost of this tax to the company is not 
less than $35,000. 

The acquisition of the Western Power Co. of Canada has 
enabled this company to effect substantial economies in ad- 
ministration, and to increase the efliciency of the service to 
the public. The report refers to negotiations that have been 
in progress regarding fares and the revision of the company's 
franchises, but which have not been successful. The directors 
аге now giving consideration as to the best steps to be taken to 
preserve the company's interests when the present agreement 
for the regulation of fares expires on July 186, 1922.  Notwith- 
standing tlte depression which has existed for some time past. 
the indications from traffic returns and from light and power 
department results are that the earnings of the company will 
be maintained during the year to June, 1922, The demand for 
light, power and gas continues to be brisk in consequence of. 
the large amount of building now going on in various districts. 
While there has been a falling off in the consumption of some 
power customers, particularly in the lumber industry, this 
appears to be only temporary, and with renewal of the demand 
for lumber by the Prairie markets, the mills may soon be ex- 
pected to resume operation. There have been many valuable 
power customers added during the year. 


- ~~ + — oe 


Yorkshire Electric Power Co.—A meeting is to be held on 
February 21st to consider the company's further powers Bill 
now before Parliament. 


Indo-European Telegraph Co., Ltd.—The accounts for 
1920 show, after deducting dividends amounting in all to 
£2 10s. per share, free of tax (including 15s. per share from 
equalisation of dividends fund), that there is a credit balance 
of £16,620. This is carried forward to the 1921 accounts. 


Metropolitan Railway Co.—The directors recommend à: 
dividend for the past half-year at the rate of 34 per cent. per 
annum, making 23 per cent. for the year, against 1} per ceut. 
for the preceding year: £50,000 is placed to reserve, and 
£17,800 carried forward. | 


Hong Kong Tramway Co.—A final dividend of 1s. 7% 
per share, making 2s. 7d. for the year, is proposed. The profit 
was £57,449, plus £10,911 brought forward. £26,381 is being - 
carried forward. | 


м 
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Lasarkshire Tramways Co.—The revenue during 1921 


was £27,400, and the expenses were £188,510, leaving 
£M) £10,000 is put to reserve for depreciation. А 


further dividend of 63 per cent. per annum is declared for the 
ast half-vear, making a total of 52 per cent. for the ‘year. 
$2183 is carried forward. The revenue shows a reduction 
of £2,0%, due to the coal stoppage and severe trade depres- 
sion last year. The expenses were reduced by £9,457 in spite 
of additional expenditure involved by the coal stoppage. Un- 
futuately local rates and taxes were again higher, and 
4njunted to approximately £15,000. Insurances were also 
materially in excess of the previous year's charges, and Health 
and Unemployment Contributions at,£1,400 also show a very 
substantial increase. The expenditure оп track renewals 
curing the year, amounting to £5,977, has been debited to 
depreciation reserve. Completion of the purchase of the 
iapark County Council tramways was made in May last. 


Calcutta Electric Supply Corporation, Ltd.—.\t an extra- 
ordinary general meeting held in. London last week a resolu- 
пеп was passed authorising the borrowing of £500,000. [t is 
reported that Lord Meston, who presided, said that to meet 
se ever-growing demands the generating plant capacity, 
эһ would this year be increased from 21,000 to 42,000 kW, 
would require to be further augmented next year by the addi- 
tiun of a 15,000-kW set. ‘or the latter and certain other 
шлеш requirements another £500,000 would be required. If 
members approved, the Trade Facilities Act Advisory Com- 
cuttee were wiling to recommend to the Treasury that it 
олі arrange a loan of that amount and guarantee on behalf 
af uis Majesty's Government both the capital and the interest. 


German Capital Increases.— The Hartmann & Braun Co., 
of Frankfort-on-Main, which a vear аро Increased its share 
ыра! to 4,400,000 marks, now proposes to raise the capital 
to 1,000,009 marks by the issue of ordinary shares for 5,400,000 
marks and preference shares for 200,000 marks, the latter 
taing eight votes each. The augmentation is due partly to 
the altered conditions in the value of money and partly to 
пау the cust of two new extensions of the works. A new 
5 ver cent. loan for 20,000,000 marks is to be raised by the 
revtricity Company, late Lahmeyer & Co., of Frankfort-on- 
Man, to deal with pending transactions and serve the future 
weed of subsidiary companies. 


Tyneside Tramways & Tramroads Co.—l or the half-vear 
oling December, 1921, the surplus of receipts over expenses 
Us £4,970, After paying interest on mortgages, &c., and 
oper cent. pref. dividend, a dividend at the rate of 2 per 
etit. per annum (less income tax) on the ordinary shares is 
tunnended, making 24 per cent. for the year. £500 15 put 
тетте and £501 carried forward. The traffic receipts show 
a decrease of £5,051 as compared with the corresponding half- 
ОА 192), and for the whole year there was a decrease of 
млн. 

Stock Exchange Notices.—lhe Committee has ordered 
de tollowing to be officially quoted :— f 
Consolidated. Gas, Electric Light and Power Co. of Balti- 
Loft 1.) dols. common stock. 
ue Electric Railway Co.—£4W,000 4 рег cent. deben- 
Cite stork, 

Wav vood-Otis 410,000 ordinary shares of £l each, fully 
Nos, 290,001 to 290,000). | 


3. James’ & Pall Mall Electric Light Co., Ltd.—A 
| ve dividend on the 7 per cent. preference shares for the 
пес ending December 3ist, 1921, of 3s. 6d. per share and 
* "]. per share on the ordinary shares, making, with the 
z trim dividend paid thereon, a total distribution of 12 per 
"^t. for the усаг, are recommended. 


Electrical and Industrial Investment Co., Ltd.—. According 
tit Financier the profit for the year to December 31st, 1921, 
US Е and £21,028 was brought in. A dividend at the 
Г Б per cent. for the year on the preferred ordinary shares 
n“ rotuinended, carrying forward £22,032, subject to cor- 
sition tux for 1920 and 1921. 


_France.—The Groupement des Compagnies d'Energie 
Longue et d'Eclairage du Nord et de d'Est; of Paris, has 
ОЎ invited subscriptions for 165.000 6 per cent. shares of 
ir each, offered at 475 fr. and repayable at par in 30 years. 


_Sweden.—The Electric Power Co., Aktiebolaget Krafin- 
"мег, has decided to increase its share capital by kr. 
NWO, thus raising it to kr. 2,620,000.—Heuter's Trade Ser- 
** ISteckliolm). 


National Gas engine Co., Ltd.—The net profit for 1921 
v HLDS. A final dividend of 1s. per share on the ordinary 
"5 for the December half-year is recommended, and 
"^l 18 to be carried forward. и 


liteenwood & Batley, Ltd.—Interim dividends of 2} per 
“t an the ordinary and 34 per cent. on the preference shares 
it leen announced. 


i | G. White & Co., Ltd.— Meetings of the company, and of 
r preference shareholders separately, are to be held to-day, 
"y, to consider a capital re-organisation scheme. 


Clontart & Hill of Howth Tramway Co., Ltd.—A dividend 
“4. per share and a bonus of 1s. per share are to be paid, 


” 


qd £105 is to be carried forward. 


Smithfield Markets Electric Supply Co., Ltd.—A dividend 
at the rate of 5 per cent. per annum for 1921 is announced, 
carrying forward £1,550. 

Sunderland District Tramways, Ltd.—Intcrest is to be 
paid at the rate of à per cent, per annum (less tax) on the 
first and second income bonds, absorbing £4,065. £927 is to 
be carried forward. 

Central Electric Supply Co.—4After putting £37,645 to dc- 
preciation, the accounts for 1921 show a loss of £7. 


STOCKS AND SHARES. 


Turspay EVENING. 
ATER showing pronounced hesitation, the investment markets 
Gf the Stock Exchange have again taken a turn for the better, 
and, although business is quiet, the investor 1s obviously on 
the look-out for stock. ‘This applies to electricity supply 
shares, Where prices have been steadily mounting week by 
week this year, and the movement fails to dislodge any amount 
of stock worth mentioning. The Home Railway dividends 


produced one or two mild thrills, the Metropolitan being re- 


garded as one of the most promising, and bringing about a 
sharp rise m the stock. 

This dividend from the Metropolitan was at the rate of 
Зі per cent. per annum, making 21 per: cent. for the year, as 
against 14 per cent. for 1920. ‘he price of the stock promptly 
rose to 3U, eased off and ugain advanced to 303. Districts 
moved in sympathy, expectation looking to some kind of distri- 
bution in the autumn, the first for a period of forty years so 
far as the ordinary stock is concerned. Central Londons are 
steady, and Underground Incomes, after giving way to 72, 
rallied to 754. The prior-charge stocks not only hold their 
rises, but show several improvements upon them in several 
cases. The speculative investor is looking with a friendly eye 
upon East London debentures, and as there 15 very little stock 
in the market, it does not take much in the way of demand 
to cause the price to strengthen, 

The British Columbia Electrie Railway Co. has declared 
practically the same dividends as those of a year ago, making 
£4 13s. 8d. on the preferred and £6 4s. 2d. on the deferred. 
The pence show the improvements as compared with a year 
ago. These announcements are in accordance with previous 
anticipation, on the strength of which prices have been advanc- 
ing. The company’s report, however, 1s less glowing than some 
people expected it to be, and the result 18 that prices barely 
hold their ground. Brazilian Tractions are отушу more ог 
léss in consonance With the Rio rate of exchange, and the 
Brazilian position is still obscure. Mexicans mostly hold their 
substantial rises; some of the issues made further progress. 
The rise in value of the £ as compared with the dollar 15 
responsible for the marking down of many of the dollar stocks 
quoted in the Steck Exchange. As the majority of the bonds, 
&c., have crossed the Atlantic, either under the mobilisation of 
securities &cheme or through sales by people who discreetly 
realised their American stock when the dollar stood so high, 
such changes are mostly of academic interest to capitalists in 
this country. 

Electricity supply shares keep good. Week by week, rises 
take place in the leading shares, and this time there are im- 
provements in Bromptons, Charing Cross, County of London 
ordinary and preference, Kensingtons, London Electrics and 
South Metropolitan preference. All the advances of last week 
are malntained, and there is noticeable eagerness to secure any 
stock which comes to market. It is said that there is in con- 
templation a possible issue of 8 per cent. second preference 
stock by the North Metropolitan. Electric Power Supply Co. 
Some time ago the company made ап issue of 74 per. cent. 
debenture stock which, now standing at 103, is substantially 
higher than the original price. The company's existing 6 per 
cent. preference shares are quoted at 15s. Gossip also concerns 
itself with the possibility of other electrical companies appeal- 
ing for more money in the near future, though the check im- 
posed upon the rush of new stocks may have something to 
do with the delay in bringing forward certain of the proposals 
that are said to have been well advanced. 

A small gamble has spruag up in the shares of the London 
and Suburban Tramways Co., the preference being quoted at 
7з. 6d. and the ordinary at 1s. 9d. The preference, which are 
cumulative, carry arrears of dividend from June, 1918, and 
vague talk of some arrangement being made whereby these 
arrears will be met. either in cash or otherwise, has brought 
about increased attention to the shares. At the same time. 
London United Tramways preference developed а little 
activity, the price being raised to 3s. 9d., from which, how- 
ever, it has fallen back to Зк. 3d. An unconscious humorist 
asked the other dav if there were any truth in the report that 
the London and Suburban Traction was going to be taken over 
by the London County Council. British Electric Tractions 
are steady, the ordinary at 364 and the 5 per cent. participating 
preference at 64}, though business in the stocks has fallen 
away. 


Telegraph and cable shares are firm throughout. | Eastern 


Extensions have risen to 17, Westerns to 171, while Eastern 
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ordinary is a trifle over 170. ‘In the steady demand for all 
investment stocks, these cable descriptions are bound to parti- 
.cipate, and, although it may appear extravagant to assume 
anything like 20 as the ultimate gual of the group, the fact 
remains that, even at the current quotations, the yield on the 
money comes to over 64 per cent. free of tax, or equivalent to 
94 per cent., taking tax at 6s. in the £. In Marconis the 
‘principal interest continues to centre in Radio Corporation 
shares. The Common are jumping about a good deal. From 
18s. 9d. the price dipped swiftly to 17s. 3d., recovering agaip 
to 18s. 6d., at which thev stand this, Tuesday, evening. The 
preferred have improved to 13s. 3d., but Canadian Marconis 
ure dull at 7s. Marconi Marines strengthened to 23s.; there 
is nothing much doing in these at the moment. 

Siemens at 23s. are 1s. better, and most of the telegraph 
manufacturing shares hold their prices with pronounced 
‘strength. Edisons shed a shilling at 4s 3d., the market being 
a melancholy one. General Electric ordinary remain dull at 
19s. 6d., and the preference at 18s. 9d. are 6d. easier. English 
Electric preference at 12s. 6d. are 1s. 3d. down. Last week's 
improvements in British Insulated, Callender's and Henley's 
have been maintained. Metropolitan-Vickers preference keep 
at 37s. 6d., but the ordinary, after being a little over £l, re- 
ceded to 18s. 9d., there being several sellers about. ^ Vickers 
were advanced in sympathy with the rise in, Metropolitan- 
Vickers, but dropped back to 7s. 9d.; other armament shares 
also lean to the dull gide, while the rubber market remains 
inanimate, owing to the depression in the price of the raw 
material. 

British Thomson-Houston new debenture is firm at 54 pre- 
mium. Investors continue to take the Fife Tramway 7 per 
cent, debenture, up to 54 premium. Midland Counties 74 рег 
cent, debenture is a good market at 102 and General Electric 
debenture at 1024. Llanelly Electric new scrip 15 98 middle. 


SHARE LIST OF ELECTRICAL COMPANIES. 
Hows ELECTRICITY COMPANIES. 


Dividend. Price 
Feb. 7, Rise or Yiela 
1993, fall. 


А 
Brompton Ordina ee de .. 32 1» H + £8 17 10 
Charing Cross Ordinary ie Ев т 8 4 + B8B 48 
jd do. do. do. 43 Pref. ee 43 $4 af тт, 6 18 6 
Chelsea ee е ee ee ee Р 4 6 8 ж 8 h 6 
eu of London .. vx es .. 18 14 14 — 968 
о. do. 6 per cent. Pref... 6 6 19/- — 6 6 4 
County of London fe А - 8 B 93 + { 8 4 2 
‚ de. do. б per cent. Pref... 6 6 84 — 7 210 
Kensington Ordinary .. "t 7 9 a + 3 8 8 8 
London Electrio. e ee ө" ee 23 23 là + 16 6 0 0 
do. do. 6 per oent. Pref... 6 6 at — 9.41 
Metropolitan gs n er НА A 4 J — 1 Ел 1 
б. т oeni. TET Y! v 
83. James’ and "dM ee oe 12 19 4 1 -— B 11 6 
South London .. vs ate аа 6 7 9; — 10 9 0 
South Metropolitan Pref. .. ЗЕ 7 7 1 + 6 11 8 
Westminster Ordinary.. da .. 10 10 6 — 7 18 10 
TELEGRAPHS AND TELEPHONES. 
Апо. Ат, Tel. Pref. .. ax ue 6 6 91 — 6111 
do. = Det. es ee ee 13 Р 14 19 -— 9 8 
Chile Telephone ee ee ee 6 6 % Е { 6 14 
Cuba Bub. Ord. ee ee os se 1 1 1 + 9 6 
Eastern Extension  .. es .. 10 10 17 + ё Б 17 
Eastern Tel. Ord. 0 05 но 10 10 1703 +4 6 17 
Globe Tel, and T, Ord. es oe 10 10 17 — 5 17 
do. do. Pref. ee ee 6 6 9 ACE ч 6 1 
Great Northern Tel. .. КЕ „ 3 м 26 - 8 19 
Indo-Huropean ee ee ee, ee 10 10 83 + là 1 16 
Marconi ee ees .. ` ee ee 95 15 1g — B 11 
Orienta) Telephone Ord. ..  Á.. ,19 12 2 — 6 0 
United R. Plate Tel. 6. ` ee ee 8 8 6 8 o == *6 6 
W eet India and Paname ee es Nil Nil b - — Nil 
Western Telegraph .. m .. 10 10 173 + *5 16 
Home Ras. 
Central London Ord. Assented... 4 4 67 — 704 
Mescoponten PET ee a Hu 1 304 +1 711 
Q. District ds .. Nil N 24 + 4 Nil 
Underground Eleotrio Ordinary .. МП Nil 1 — Nil 
о. до. “А "i . ee Nil Nil 6/- — Nil 
do. do. Inoome.. "E 2 154 +2 *8 19 6 
Кошон Trams, &о, 
Anglo-Arg. Trams, First Pref.  .. 1 21i — а 915 6 
do. do. må Pref. oe NA of | T 8 19 6 
do. do. брег cent. Deb. Б 5 1 +1 6 19 10 
Brasil Tractions s " -- Nil Nil 83 —2 Nil 
British Columbia Elec, Riy, Pfoe... b 5 el +1 8 2 8 
о, до. Preferred .. Б 98/- — *7 18 0 
до. до. Deferred .. B 194j. 59 —1 *10 10 0 
do. І do. р Deb. ee a -— 6 16 0 
Mexico Trams. 5 per cent. Bonds .. N А — 
do, до. 6 percent. Bonds .. Nil Nil 28 —-1 Nil 
Mexican Light Common... «e. Nil Nil 17 +3 Nil 
do. | Pref. .. os e. Nil Nil +2 Nil 
~ ог. lmt Bonds .. . Ni. 6 62 —12 800 
„ъз Ай ; | MANUFACTURING COMPANIES. 
Babpobk & Wilcox ce ee ee 15 16 934 — 6 4 9 
British Aluminium Ord, oe „ 10 10 16 — — 
ers pue ee ee ee 15 15 14 — 9 12 
» Pref. ee ee ee 6} 64 18/9 T 6 18 8 
Crompton о * ee ee LE ee 10 10 18/9 =" 14 11 0 
Edison-Swan se ee ee ee 10 — 4/8 —1 E — 
do. do. 8 per cent. Deb. ee ` 8 6 62 — 8 4 
Blectelo Construction .. T ee 10 10 18/9 == 10 13 4 
English Electric v» s es B B 9/6 — 1617 ^ 
Р do. Pref. oe ee ee 6 6 12/6 — ы 9 19 0 
Gen. Elec. Pref...  .. . . e 656 89 -@. 6188 
mem o Lor or RR И 
e т 6 eo ee "06 e^ > 
do. NEIN ee ee ee e*. 4$ % 84 == 6 0 0 
Indis-Bu ber ee oe ee ee 10 -> A т NOH 
Met. Vickers Pret. ee ee ee 8 8 » — 8 10 8 
Riemens Ord. ee ee ee ee 10 10 98 - +1/- 1R 18 10 
Telegraph Ооп, ee, oo ee 90 90 28 — © 439 


SHE | ? MET * Dividends paid trep of Income Тах, 


© BOOMS со» оо оос о 


MARKET QUOTATIONS. 


lr should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances 


Wednesday, February 8th. 


Latest Fortnight's 
CHEMICALS, do. | Price, Ino. or Dec. 
| 
а Aoid, Oxalio ee eo ee ee per Ib. . 8d. 4d. dec 
a Aa мое $5 b per ton | 26 £5 inc 
a Ammo ө orys i ee 
а Bisulphide of Carbon oe re : . ee | ee 
а Borax . oe oe se ” | £81 ў ее 
а Соррег pee 5% ә Se Е £29 
а Potash, Oblorate ..  .. .. perib. , 64. ю 54. f : 
a $ erch ee А " 714. ee 
a Sh ee ee ee ee ee per cwt н 216 10s e 
a Sulphur, Sublimed Mowers P я 218 108 ES 
a " Lump Wee E». Дв и #12 108 і 
а Soda, Chlorate dx 54 .. рег 10. . 844. as 
а " ee ee ee per ton £7 oe 
a Sodium te, casks .. per lb. 7. vs 
| METALS, áo. 
b Aluminium, Ingots .. per ton £190 i - 
b т, re oe ds . per lb. 1 9 to 3/6 
b Ке Bheet .. Е is " 1/6 to 2/ i 
p Babbitt’s Metal and Anti-friction Metal— ` 
Gradel .. T es рег ton net £147 £13 dec 
Grade П .. 55 *x " si £106 £12 dec. 
Grade III .. s s E 5i | #63 £9 dec. 
c Brass (rolled metal 2" to 19" basis) per Ib, 10d. ' id. dec. 
€ » ubes (solid drawn) A » to 1/03 xs 
с „ Wire basis .. .. .. n ова. | 0 
с Copper Tubes (solid drawn) sx » 1м} js 
с » Вага (best selected) .. per ton £94 £2 dec. 
с 4, Sheet... ae гә ae а £94 £2 dec. 
e » Rod ee e. ee » £94 £9 dec. 
d 4,  (Hlectrolytio) Bars RN »" £72 5s. 15/- dec. 
d [.] 9% Sheeta ee LI] A145 108. oo 
d on : WireRods.. „ - £85 15s, 5/- dec. 
d м ? H.C. Wire. e per lb. ; 11d. | Ad. dec 
f Ebonite Rod .. oe oe 28 = 8/6 | as 
1 [I] Bheet. е ee ee ee " BJ- | we 
a German Silver Wire ee ee ” Же oe 
В Gutta-percha, fine .. ae is ie 1 5 
& India-rubber, Para fine .. ee is 11id. i 3d. deo 
і Iron (Cleveland Warranta) .. per ton Nom. ds 
1 4, Wire, galv, No. 8, P.O. qual, " £27 95 
Eg Lead, Pig oe oe os £32 10s. £2 dec 
> Mercury .. .. |: 1. per bot, |811 5s. to £11 10s. 5 
e Mioa (in original cases) small .. per lb. 84. to 8/- ЧА 
o м м н medium ee » 4j- to 8/- ee 
н » 6 ce » 10/- to 20/- & ap oe 
Pp Phosphor Bronse, plain castings.. " 1/2 | ads 
Pp s » drawn bars and ds 1/4 àd. dec. 
Pp 5 » rolled strip & sheet Ws 1/4} К 
Pp " » Wire.. d » 1 id. dec 
o Platinum ; we Р ee per oz. £24 - 
d Suicium Bronse Wire +e e. per 1р, Vx 
P Steel Magnet, in bars ee ee » 1/8 oe 
п Tin, Block ..  .. por ton | £155 to £156 10s. ^ 
m „ Wire,Nos.1$9018 .. .. рег10, 8/8 8d. dec 
Quotations y4 
а G. Boor & Oo. ames & Shak spare, 
b 1һе British Aluminium Co., Ltd, A ward Till а Lu, 
c Thos. Bolton & Bons, Led. і Bolling & Lowe. 
d Frederick Smith & Co. 1 Bichard Johnson & Nephew, Ltd, 
e F. s riri n P. Ormiston 4 Sons. 
f India-Rubber, Gutte-Percha and e Johnson, Matthey & C3., Ltd. 


Telegraph Works Oo., Ltd. p C. Clifford & Son, Ltd. 
8 W, F, Dennis & Oc. 


Competition for the Design of a Moving Platform foi 
Paris.—W'e have received from the Préfecture de la Seine 
particulars of the competition, recently mentioned in ow 
pages, for the design of à moving platform for the convey 
ance of passengers; in the first instance no route will b 
assigned to the system, attention being concentrated on the 
mechanism. There wil be three prizes, of 100,000, 60,00). 
and’ 30,000 fr. respectively. The schemes will remain th. 
property of their authors, but the City of Paris retains the 
right to purchase any scheme at & maximum price o! 
500,000 fr. The competition is open to the world, unti 
September 20th, 1922; an entrance fee of 100 fr. is payable. 

The highest speed of the moving platform is not to exceed 
15 km. per hour (94 m.p.h.); provision must be made for à 
convenient and safe passage from the fixed to the moving 
platform. The essay must show clearly what tests the author 
requires to be made, with special reference to the minimun 
radius of curvature, the minimum length of tangent lin 
between two curves, and the minimum length of leve! 
between two inclines of opposite sense; the cost of these 
tests will be borne by the City. | 

Full particulars with regard to the regulations of the com- 
petition can be obtained from the Direction des Travaux de 
Paris, 98, Quai de la Rapée (Bureau de la Voie Publique et 
du Métropolitain), and technical details from the Service 
Technique du Métropolitain, 48, rue de Rivoli, Paris. A copy 
of the conditions is on file at the office of the ELECTRICAL 
REVIEW. 


Cornish Radium.—The Westminster Gazette states that it 
has been decided to resume mining for radium at the Tol- 
garrick Mine, in Cornwall, seven miles from Truro. The mine 
is owned by an English concern, Radium Ore Mines, Ltd. It 
is expected that the enterprise will méet with appreciable 
gsucces& — . . . .. | тек HRR ас ee 
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| LIGHTING. AND TRAMWAY 


ADMINISTRATION IN 


PARIS. 


Tue electricity supply question in the vicinity of Paris 
presents certain features which greatly resemble the 
situation of affairs in the London area, although re- 
markable changes are in progress in the former case, 
and eventually will probably be repeated to some extent 
in the English metropolis. There is, however, one very 
material difference between the two cities, namely, that 
the supply business in the region of Paris is almost, if 
not entirelv, in the hands of private enterprise, there 
being no large municipal undertakings. 

French interests long ago appreciated the benefits of 
concentration in the supply industry in order to secure 
the highest possible degree of economy in working, and 
this idea is gradually being extended to industries other 
than that of electricity supply. 16 is now some 
wars since the different companies in Paris having 
uipply rights in certain districts or secteurs were com- 
bined in the Compagnie Parisienne de Distribution 
dEleetricité, which has a monopoly of supply within 
the city of Paris for hghting and general power pur- 
pases, excluding the railw avs and the tramways. No 
doubt the amalgamation. was brought about hy the pres- 
ure of eireumstances or, perhaps more correctly , by the 
pressure exercised by the M unicipal Council of Paris as 
the original conceding authority. Still, the fact re- 
mains that the undertakings were combined for the 
benefit of the general body of consumers, because the 
auilgamated company was tied down to fixed tariffs, 
and was, and still is, under the control of the City of 
Paris. This control was strengthened a vear ago, when 
à new agreement was entered into between the City and 
ше company, providing, among other matters, for a 
further division of the profits between the two parties 
ind a revision of the tariffs according to the price of 
‘ual prevailing at any time. This economic index, as 
it is termed, has also been authorised in the case of 
many other French supply companies, and is conse- 
quently assisting them now to emerge from the state of 
> financial ‘disaster which affected them during the 
war and the two subsequent years owing to the enor- 
"us Increase in the price of coal in France, the dear- 
i" of other materials, and the rise in wages on the one 
and, and on the other the impossibility of raising 
urges to consumers in consequence of the definite rates 
td in their concession agreements. 

The circumstances of the times are also applicable to 
te supply business just outside the municipal borders 
of Paris, but in this case there has been no question of 
tempts at conipulsion on the part of the local authori- 
te. What has happened in the suburbs is that certain 
decrical interests a few vesrs ago conceived the idea of 
amyng out in the environa a policy of amalgamation 
Ra to that which was undertaken in Paris itself 

ien the Compagnie Parisienne de Distribution d'Elec- 
тене was created to absorb all the then secteurs, al- 
‘gh the former's agreement with the City of Paris 
lid not соте...» operation until the beginning of 1914. 

It was for the purpose of proceeding with such a con- 
*ntration. of interests in the suburbs that the Union 
d Electricité was constituted in 1919, the share capital 
row being 125,000,000 fr. The first step taken by the 
lew company was to acquire the undertakings of the 
Uripaenie Générale de Distribution d'Energie with its 
UTR at Vitry and Billancourt, and the Energie Elec- 
rique de la Région Parisienne with works at Nanterre 
and Issy- les-Moulineaux. Subsequently, the works of 
ae secteurs known as the Triphase, the Ouest Luiniére, 
"d the Secteur de la Rive Gauche were sold to the com- 
piv, the funds thus released permitting the compan tes 
"merned to devote their efforts solely to the expansion 

iud distributing networks. ! 
The chief object of the Union is the concentration of 

Production, which will shortly be inaugurated by the 
“ting in operation of the great works at Gennesvilliers. 


The concentration will not only ensure great economy, 
but also increase the security of the supply. As in 
London, the differences between the systems, comprising 
three-phase, two-phase and single-phase current at 25, 
12, 50 and 53 periods, has hitherto prevented any one of 
the suburban secteurs coming to the assistance of another 
in à case of emergency. Now, however, as a result ot the 
influence exercised by the Minister of Public Works, all 
these different frequencies will shortly be discontinued, 
and be replaced bv a standard 50-evele supply. 

Simultaneously with the erection of the large works at 
Gennesvilliers, the Paris /nformation states, the Union 
has been engaged in reconstructing the station at 
Vitry, where the plant will be increased to 80,000 kW. 
These two works, situated above and below Paris respec- 
tively, will form in some measure the ends of a network 
of high-pressure distribution constituting a girdle 
around Paris. The Vitry works in particular will serve 
as an auxiliary, and eventually as the station for taking 
the peak load. In addition, the two new works at Nan- 
terre and Issv-les- Moulineaux, which were established 
specially for supplyi ing the needs of the State railways, 

will also be kept in service. This group. of works, which 
will be connected with neighbouring groups, particularly 
the Compagnie Parisienne de Distribution d'Electricité, 
will form one af the most. remarkable combinations exist- 
ing at the present time. ` . Й z 

The Gennesvilliers station, which is in course of con- 
pletion, “is situated on a site of about 22 acres on the 
banks of the Seine near the Pont d'Argenteuil, and it 
сап be supplied with coal both by waterway and by rail- 
way. The work was commenced іп 1920, and has been 
carried out with such rapidity that it was possible last 
October to begin the erection of the first sets of machines. 
The first installation comprises plant оѓ а total of 
200,000 KW, which із eventually to be increased to 
320.000 kW. The turbo-alternators are each of 40,000 
kW. and the five in course of erection will be supplied 
with steam from 15 large boilers.. The pressure of the 
3-phase energy to be delivered: to the old secteurs is 
60,000 volts. 


THE UNIFIED TRAMWAY. SYSTEM. 


What has already been accomplished or is in progr ENR 
in the ease of the electrieity supply buriness, has also 
been undertaken or is being done in the matter of the 
tramways. 

A year ago this journal reported the amalgamation 
of the six tramway and omnibus undertakings operating 
in Paris and the Department of the Seine. The fusion 
was effected by the expropriation of these undertakings 
by the General Council of the Seine acting in concert 
with the Paris Municipal Couneil, by means of the crea- 
tion of an annuity system of payment of the purchase 
price. But notwithstanding the socialistic tendencies of 
these two authorities, or at least of the City of Paris, the 
very prudent step was taken by them of deciding to lease 
the working of the amalgamated transport systems to 
a company; details of this were set forth in this 
journal at the time. "V К" 

It will suffice to mention that the SIX companies: were 
offered and accepted a new agreement under which they 
constituted themselves into the new company and pro- 
ceeded to work the lines on a uniform method for the 
benefit of the general community under the control of the 
two authorities concerned. | | ! | 

Having secured the unification of the transport under- 
takings in the Department of the Seine, the General 
Council of the Seine recently turned its attention to a 
neighbouring area—that of the Department of Seine- 
et-Oise—with a view of extending the region of the co- 
ordinated svstem of working.’ As a result it has been 
possible for the two Departments to reach an agree- 
ment between themselves on the one hand, and with the 
Compagnie des Chemins de Fer de Grande Banlieue on 
the other, under which the concessions worked by this 
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company will be transferred to the General Council of 
the Seine, as well as the lines from Saint-Germain to 
Argenteuil and to Maisons-Lafitte. 

The Departement of Seine-et-Oise has undertaken to 
buy out the company, while the General Council of the 
Seine is to add the acquisitions to its lessee company-— 
the Compagnie des Transports en Commun de la Région 
Parisienne, for working in conjunction with its existing 
system representing the amalgamation of all the Paris 
surface transport companies. 

The above facts are a remarkable revelation of the 
progress taking place in the region of Paris with an eye 
tu the advantage of the general community. There is 
no cut-throat competition; in fact, the terms of the 
concessions have not been such as to encourage dangerous 


rivalry between different companies in the supply busi- 
ness or in that of transport, where such was at all 
possible. | . 

The principles followed seem to be those of harmonious 
co-operation between private enterprise and local 
authorities, the latter taking their share of the profits, 
where earned, and we believe also bearing some of 
the losses in the matter of the tramways, when unprofit- 
able under the new régime. All barriers as to districts 
are gradually being broken down, and the petty jeal- 
ousies of petty local authorities, so common about 
London, never appear to be allowed to prevail against 
the general interest of the community. London, and 
the London County Council in particular, has indeed 
a great deal to learn from the region of Paris. 
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SOCIETY OF LONDON. 


TWELFTH ANNUAL EXHIBITION. 


(Continued from page 173.) 


Foster INSTRUMENT Co.—Various methods of automatic con- 
trol of temperature have been proposed and used, though it is 
believed that these have been mainly devoted to maintaining 
the temperature approximately at a constant figure. While 
this is a desirable condition for some operations, there are 
others in which the temperature should vary in accordance 
with a predetermined programme; for instance, in one impor- 
tant manufacturing operation, employing an electric furnace, 
it is desired that the temperature should rise fairly rapidly 
to a certain relatively low value, should be maintained at or 
near that value for a considerable period, and should then 
be rapidly heated up to a higher figure, maintained there for 
a period, and then slowly cooled. The device exhibited by 
this firm is designed to carry out such a programme. It is 
only necessary to cut a metal template to the shape of the 
temperature record of the required programme, of course 
making allowance for the natural thermal characteristics of 
the furnace and its contents—that is to say, there will be a 
certain time lag to allow for and there will be certain maxi- 
inum and minimum rates of heating and cooling, depending 
upon the conditions of the furnace. 

A thermo-couple is inserted into an electrically-heated fur- 
nace, the temperature of which it 1s desired to control accord- 
ing to a predetermined programme. The thermo-couple is 
connected to a recorder. The pen of the recorder is connected 
to a moving-coil permanent-magnet millivoltmeter which, in 
turn, is connected to the thermo-couple in the furnace, the 
movements of the pen being, therefore, proportional to the 
temperature of the furnace. The record is produced by a 
clock mechanism in the recorder which depresses the pen 
alternately on to the ink drum at the side of the chart and 
on to the chart itself. The pen is brought over to the ink 


Fia. DEVICE. 


22.— AUTOMATIC TEMPERATURE-CONTROL 


drum by the clock mechanism and, after it has been pressed 
on to the ink drum and received ink, the clock mechanism 
leaves the pen free to take up the deflection proportional to 
the temperature of the furnace. A divided electrical circuit 
is arranged, one portion of which comprises the pen arm itself. 
In one arm of this circuit the contact is made between the 
pen arm and the circuit when the former is moved over by 
the clock mechanism towards the ink drum. An alternative 


circuit is provided when the pen is depressed on to the metal 
plate which is fixed over the chart, as shown in fig. 922, to 
form virtually a " template ” cut to the shape of the desired 
temperature programme. 

The eleetrical circuit arrangements are as shown diagram- 
matically in fig. 23. There is provided in and connected with 
the recorder a divided electrical circuit coming from the main 
supply (for instance, a d.c. lighting circuit) through the 
switch s, through a lamp resistance, L, to the pen arm р 
in the recorder. When the pen arm has moved over to the 
left, near the ink drum, it is brought into contact with the 
contact piece C,, thereby energising the electromagnet R, 
in a relay which closes the secondary circuit on that relay, 
thus operating the motor M,. This motor operates through 


E 
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Fia. 23.—DIAGRAM OF CONNECTIONS. 


of the rheostat RH, thus reducing the current througn the 
furnace. 


а worm and worm-wheel to increase the electrical resistance , 
| 


Alternatively, when the pen arm -is free over the. 


chart and is depressed thereon, if the temperature is below | 


that determined by the template, the pen arm will make 
contact on the template itself and thus through the circuit c.. | 
and the relay n, will close the circuit of the motor m.. This 
motor operates to decrease the electrical resistance of the : 
rheostat RH, thus increasing the current through the furnace. 
This circuit thrcugh n, and M, is only completed when the © 
temperature is below that determined by the template; the : 
speed of the motor M, is made less than that of the motor * 
M, by shunting M, with a lamp resistance r4, so that, so 5 
long as the temperature is below that determined by the“ 
shape of the template, there is a constant balance of tendency # 
to decrease the electrical resistance of the rheostat RH and 
thus to increase the current through the furnace. On the; 
other hand, when the temperature has passed above the: 
limits of the template (whatever its shape may be) there’; 
will be no contact made through M,, but there will be аң 
contact made through M,. so that there will be a tendency}, 
then to increase the electrical resistance of the rheostat RH,:, 
and thus to decrease the current through the furnace. 4 
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Tue CAMBRIDGE & PauL INsTRUMENT Co., Lrp.—Among 
the large number of exhibits on this company’s always 
interesting stand, several devices of particular interest were 
noted. A novel invention of proved utility is the remote 
power indicator, which has been patented by Mr. E. Fawssett, 
chief of the Research Department of the Newcastle-on-Tyne 
Electric Supply Co., Ltd., that gives a local indication of 
ac. power at a distant station, which may be several miles 
away. For single-phase measurements the apparatus consists 
of a sensitive Cambridge unipivot indicator, a non-inductive 
resistance of suitable value, two current transformers, and 
two sets of thermo-junctions fitted with separate heaters. A 
potential transformer must be added in the case of high- 
pressure circuits. 

Connections are made so that the e.m.f.'s of the junctions 
are in opposition. The heaters are adjusted so that, with 
equal currents through them, equal opposing e.m.f.’s are 
generated by the junctions. The current transformers, of 
equal ratios and similar characteristics, are connected one to 
each heater. It will be noted that the transformers operate 
wparately from each other. The heaters are joined in series 
and are also in series with the non-inductive resistance. ‘This 
wries circuit, Which-is in shunt to the mains, corresponds to 
the ordinary moving-coil circuit of a wattmeter, the current 
transformer unit corresponding to the fixed coils. The con- 
nections from the current transformers are so arranged that 
at unity power factory the superposed currents in one heater 
are additive, and in the other are opposed. Now, if both 
heaters are at the same temperature, there will be no differ- 
ence of e.m.f. between the thermo-couples and consequently 
no deflection on the indicator. If. therefore, the heaters are 
warmed by equal currents from the current transformers, or 


Fic. 24.—Fawssett’s Remote Power INDICATOR. 


the same current through the non-inductive resistance, there 
will be no deflection in either case. If, however, the heaters 
are warmed by currents from the two sources simultaneously, 
there will (except at a power factor=0) be a difference in 
the temperature of the heaters. Therefore, the e.m.f. from 
one thermo-couple will be larger than that from the other, 
and a deflection will be obtained on the indicator. It may 
be proved that the deflections of the indicator are strictly 
proportional to the watts of the circuit, i.e., the instrument is 
à true wattmeter. By the provision of a condenser in the 
potential circuit instead of the non-inductive resistance, the 
apparatus is available as a wattless power indicator. The 
(rangements are also easily adaptable to polyphase circuits. 
The apparatus has been in efficient use for some time in con- 
netion with two stations nine miles apart, and should have 
i wide application for the measurement of power at a 
distance. The circuit diagram is shown in fig. 24, in which 
‘(shown single phase for simplicity) is the alternator, P is the 
tential transformer, and L the load; c is the split-current 
transformer, and H the heaters combined with the thermo 
junctions J, while R is a resistance in the pressure circuit. The 
plot cable T that connects the device to the indicator:may be 
anything un to 2O miles in length; the arrows, with and 
without tail, indicate the flow of the potential and load 
currents respectively. 

The string electrometer, originally suggested by Prof. 
Einthoven, is an instrument in which the moving system is 
a silvered quartz fibre tightly stretched between, and parallel 
to, two fixed metal plates. Not only is its capacity very small, 
tut the motion of the fibre is dead beat and the period is 
short. The instrument is, therefore, a very suitable one for 
following and, if a suitable camera is used, for recording rapid 
changes in voltage in the study of discontinuous phenomena 
such as are inet with in experiments in connection with the 
mation of gases. As regards sensitivity, the instrument 
‘compares well with gold-leaf electrometers; in fact, the 
minute force that is sufficient to deflect the silvered quartz 
bre, i.e., about 10-* dynes, is of the same order of smallness 
* that actine on the gold leaf of the most sensitive of the 
usual gold-leaf electroscopes. The special feature of the model 
^xhibited, fig. 95. is its compactness and the ease with which 
И сап be assembled with any other apparatus. In particular, 


being flat, 16 may be used on a microscope stage without fur- 
ther fittings. The instrument consists of a silvered quartz 
fibre, each end of which is carried. by a flag, which is 
anchored to an amber block bv means of a brass clip. One 
tlag is held in a slot in each clip by a screw; this makes 
the changing of the fibre extremely simple, as fibres сап be 
supplied ready mounted on flags and can be transferred by 
means of a fibre manipulator. 

The upper amber block is held in a fixed position, while 
the lower óne is carried on a rocking arm controlled by a 
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Fira. 95.--A STRING ELECTROMETER. 


micrometer screw oat the right side of the flat сазе; to 
tighten the fire the head is turned cleckwise or vice versa. 
The ends of the fibre are mounted on an invar steel rod, во 
that variations of temperature have only a small effect on 
the tension on the quartz fibre. Two parallel metal plates are 
held on either side of the fibre, 4 mm. apart, by ivory blocks. 
The position of the plates in relation to the fibre may be 
altered in a lateral direction by. the screws P P', and they can 
be rotated, if necessary, to bring the plates parallel to the 
fibre. This lateral movement of the plates 1s important for 
ensuring that the fibre is situated in the electrical centre of 
the system, under which conditions the deflections of the 


Fic. 246.—A PORTABLE CO, AND TEMPERATURE. INDICATOR, 


fibre will be equal in either direction. The terminal r' is 
connected to the fibre at its upper end, and the terminal r 
(connected to the case) is earthed. 

The draught-proof: brass case enclosing the system has 
windows back and front; through the former light is thrown 
on to the fibre by a mirror attached to the stand by a 
universal link, and through the latter observation of the fibre 
is made through a microscope, with a finely adjustable forward 
and lateral movement. For projection or photographie pur- 
poses the mirror and the link may be unscrewed and removed 
from the stand and an optical condenser fitted to the back 
window, to allow more concentrated lighting on the fibre by 
an arc lamp or ‘* Pointolite " lamp. 

Sensitivity and period, of course, vary with the optical work 
used, the tension on the fibre, and the potential difference on 
the plates. On one typical instrument with the standard 
optical work, 21 divisions for 1 volt was obtained with 87 
volts on the plates, corresponding to a movement of the fibre 
of about 0.16 mm. for 1 volt. For this sensitiveness the 
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period was about 0.1 second. A much smaller period can be 
obtained by increasing the tension, but the sensitiveness 18 
correspondingly reduced. Тһе motion for practically all 
workable tensions is aperiodic. ` 

The next illustration (fig. 26) shows the latest portable CO, 
and temperature indicator, which has been designed by the 
firm, and, as will be noted from the photograph, the instru- 
ment is quite self-contained. The catharometer and filter are 
inside the case, and it is only necessary to connect up from 
the. flue and to connect the leads from the couple to the 
couple terminals; the gases are drawn up by squeezing the 
rubber bulb. The instrument is fitted with a switch with 
test,” “of,” “ CO,," and “ temperature " positions. The 
percentage of CO, is measured electrically, as has already been 
described in our pages, and the outfit is very easy to manipu- 
late, is compact in size, and can be easily carried. 

For a description of the firm’s ray-track apparatus that 
enables the continuous emission of ionising particles to be 
observed and photographed, readers may be referred to p. 640 
of our May 20th, 1921, issue, and other instruments shown 
included a new and lighter-pattern of “ Omega "' testing set, 
a compensated thermo-electric indicator. (Rowcliffe patent). a 
temperature regulator (Apthorpe patent), disappearing- 
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filament pyrometer, Moll & Solomonson string galvanometers, 
2 Kew-pattern dip circle and unifilar magnetometer, а 
Mackenzie Iewis polygraph for recording blood pressure in 
veins and arteries, two hydrogen jon outfits, one for accurate 
research work and the other for ordinary  electro-metric 
titrations, and a multivibration galvanometer with 12 elements 
for acoustical work. 

Messrs. GAMBRELL Broruers, Lrp., had on view a full range 
of resistances, potentiometers, standard cells, condensers, 
measuring instruments, wireless apparatus, &c. Prof. Waller's 
emotometer, an instrument for measuring a person’s nervous 
response, was again shown this year together with a number 
of photographic records. | 

On the large stand of Messrs. Crompton & Co., LmTD., stro- 
boscopic vibrators were again to be seen this year, and the 
other instruments shown included potentiometers, Wheat- 
stone and Kelvin bridges, galvanometers, condensers, and 
several commercial instruments of the switchboard, water- 
tight, and portable patterns. Many were arranged with 
open fronts in order that the latest tynes of movement might 
be seen, and the parts comprising them were also shown. 


' (To be concluded.) 
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HARDENING AND TEMPERING STEEL STRIP. 


The ‘ Lecfur” 


Electrical 


Process. 


Basen on the Imbery-Alexander patents, the Leeds Electrical 
Construction Co., Ltd., has recently built a duplex machine 
for electrically hardening and tempering steel strip, ке, The 
process is a continuous one, the strip being pulled through 
the machine, heated and quenched for hardening and temper- 
ing respectively, and then wound on to special section drums 
for the removal of the strip in a flat block. The heating pro- 
cess is carried out by passing alternating current at a low 
voltage through the travelling strip. The ohmic resistance of 
the strip, and the current flowing through it, produce the 
required temperatures for hardening and tempering respec- 
tively. | 

"The plant is arranged to operate from a 200-volt, three- 
phase, 50-cycle supply obtained by means of a Scott-connected 
transformer, to give two-phase supply at low voltage on the 
secondary side. Suitable tappings are provided on the primary 
side of the transformer in order to obtain voltage regulation 
on the secondary side. Electrical control is provided, on 


separate switch panels, so that the temperature of the travel- 
With the 
plant any desired temperature may be obtained up 


ling strip can be adjusted within very fine limits. 
"* Juectut 


The driving arrangements adopted enable the strip to be 
pulled through the machine at a constant speed. The trans- 
former for operating the plant contains sufficient reactance to 
compensate for any slight variation in the voltage of the supply 
pressure. As the strip travels at a uniform velocity it is thus 
possible to obtain hardened and tempered strip of absolute 
uniformity, as every inch of the strip is subjected identically 
to the same heat treatment, 

Fig. 2 is a close-up view of the tempering end of the ma- 
chine. It will be observed that an air valve is provided «о 
that air can be admitted to the heating chamber if desired, by 
simply opening this valve. This arrangement allows of an 
oxidising atmosphere in the heating chamber at the tempering 
end, and by adjusting the current input, any desired colour of 
temper can be obtained, if bright finish be not required. The 
steel strip, after being heated, is quenched between ground 
dies, so that any possibility of distortion during the quenching 
period is entirely obviated, resulting in dead flat hardened 
and tempered strip. 

An important feature in connection with the plant is that 
if the strip be not uniformly rolled, the section necessarily 


Fia. 1.— ELECTRICAL HARDENING AND T &MPERING MACHINE FOR STEEL STRIP. 


to and exceeding the melting point of platinum. Electrical 
control is provide d so that duplicate results can be obtained 
for every batch of strip. 

The heating is carried out in a neutral atmosphere result- 
ing in entire absence of scale and discoloration—in fact, 
the strip, after heat treatment, is as bright as previously. On 
the hardening end of the machine a “ Lecfur ”” decalescence 
indicator is provided, so that the exact temperature for 
hardening can be obtained automatically and repeated day 
after day with certainty. 

Wig. 1 shows a general arrangement of the machine for 
hardening two steel strips simultaneously, one side being eap- 
able of taking strip up to 3 in. wide x .05 in. thick, the other 
side being suitable for strip from $ in. wide up to 14 in. wide 
x .05 in. thick. Fig. 1 illustrates the complete machine, ex- 
cluding the electrical control gear. ‘The strips are pulled 
through the machine by rollers driven through machine-cut 
gearing, and worm gearing, driven by a three-phase, slip-ring 
motor with rheostatic control for speed regulation. The plant 
is driven by separate motors, so that each side сап be operated 
independently of the other. 


changes, and therefore its resistance. This variation in 
section 1s instantly indicated on the electrical instruments pro- 
vided, and the material, if faulty, can be returned for further 
treatment to the rolling department. Recording wattmeters 
can be provided with the machine so that the management 
h: is а permanent record of the heat treatment given to every 
batch of strip. The use of alternating current avoids the 
possibility of any electrolytie action, and permits of a more 
accurate control of temperature. The heating chambers are of 
rectangular section formed of phosphor bronze castings, lined 
internally with special refractory material to prevent loss by 
radiation. | 

The temperature of the oil in the quenching tanks is kept 
constant by circulation, obtained by pumps driven by chain 
gearing from the motor shaft. The strip, after being heated 
and quenched for hardening, is reheated and quenched for 
tempering. Electrical controls are provided so that the tem- 
perature for hardening and tempering is under separate elec- 
trical control, so that any desired hardness or temper can be 
readily obtained. The strip, after being hardened and tem- 
pered, is wound on to four-section winding drums, as illus- 


NT ee ee ee — 


Vol. 90. Хо. 2,307; арыб 10, 1922.] THE ELECTRICAL REVIEW. 211 


trated in fig.. 3. These sections are collapsible, so that the 
hardened and tempered steel strip can be readily removed from 
the machine. The four-section winding drum is driven by 
friction bv a phosphor bronze pulley, fixed on a shaft driven 
һу а belt from driving rolls. The friction drive takes up. any 
Jack on the strip, and the driving rolls ensure the constant 


Fic. 9.—CLosE-UP VIEW or TEMPERING END or MACHINE. 


speed of the strip through the machine. Fig. 4 illustrates an 
end view of the machine, showing the quenching tanks and 
eectrical contacts, &c. 

The plant operates at a high power factor (usually not less 
thin 0.93), and can be constructed to operate from a single, 
two, or three-phase supply. . When operating on polyphase 
supply, Scott-connected transformers ure used so that balanced 
load can be obtained. The plant operates at low voltage, and 
can be operated by semi-skilled labour with the certainty of 
definite results. Due to the high thermal efficiency of the 
plant, the running cost has been found to be usually much 
less than with gas or combustion type furnaces. With electri- 
city at 2d. per kWh, it is found with the ` Lecfur ". plant 
that the running cost for hardening and tempering steel strip 
is approximately one half the gas charges, with gas at 4s. per 
10 eu. ft. In addition, as there are no excessive refrac- 
tones to maintain, the cost for maintenance is usually much 
ењ than when combustion methods of heating are employed. 

With the '' Lecfur " plant, an improved quality of output 
сап be obtained, as the temperature is under perfect control. 
A kWh of electricity will always give a definite heating value, 
whereas this cannot be obtained with gas or combustion 
methods of heating. With the latter, any variation in the 
calorie value of the gas supplied produces a variation in tem- 
perature, and whilst governors may be employed for regulat- 
ing the pressure, it does not appear there is any commercial 
system available for regulating the calorific value of the gus. 
It 18, therefore, impossible with combustion methods of heat- 
ing to get the definite results which are obtained by electrical 
methods of heating. As there are no products of combustion 
to be dealt with, the '' Lecfur " plant enables improved work- 
ing conditions to be obtained. 

In addition to plant for hardening and tempering steel strip, 
the Leeds Electrical Construction Co., Ltd.. also manufactures 
complete electric plant for hardening and tempering steel wire, 


Fi. 3.—WiNbiNG Drum Ехо ov THE MACHINE. 


bright finish, for all gauges from 16 to 50 s.w.g. The wire 
Plant operates on a similar principle to the strip plant, but 
the constructional details are somewhat different. 


ELECTRICAL NOTES FROM INDIA. 


(FROM OUR SPECIAL CORRESPONDENT.) 


WHILE а comprehensive scheme for the improvement of the 
water supply at Calcutta is in its preliminary stages, a dis- 
tinct nnunprovement has been recently 
effected at the Watgunge pumping 
station, near Hastings Bridge, which 
will do much to maintain an adequate 
supply of water (unfiltered) to the 
southern portions of the city. The 
engines at the Watgunge station were in 
use at Mullick’s Ghat for 20 years, and 
were subsequently re-erected at Wat- 
gunge, where they have extended their 
lives to over 40 vears in all. As they 
were thoroughly worn out and very 
inefficient, the Corporation decided, as a 
temporary measure for improving the 
supply, pending a decision’ regarding the 
“hole water supply of the city, to install 
an electrically-driven centrifugal auxi- 
Пагу pump. ‘this pump is capable of 
supplying 3,900 gallons cf water per 
minute against a head of 120 ft. This 
represents an improvement of about 
7 per cent. and complaints from the 
southern, quarter, which were formerly 


Fic. 4.—ENbp View or tHe “ Lecrur’’ MACHINE. 


frequent, have now practically ceased. 
Lhe pump has been in operation a 
few weeks only, and has proved во 
satisfactory that the question of dupli- 
cating it is being considered. In the 
event of another pump being installed 
the existing steam pumps will be 
scrapped, 

There was a small but keen attend- 
ance at a recent meeting of the Bombay 
Association of the Institution of Engi- 
neers. There was an informal discus- 
sion as to the lines which should be 
taken for the developinent and advance- 
ment of the Asscciation. It 1s earnestly 
desired to increase the membership, and 
it transpired from some remarks passed 
that the difficulty as regarded affiliated 
members was to obtain proposers and 
seconders owing to the comparatively 
small present membership. То. remedy 
this defect it was proposed that the rule 
calling for proposers and seconders to 
applications for affiliated membership 
should be held in abevance till next June. 

It has also been proposed that papers 
of the old stereotyped form should be 
repluced by discussions, especially since 
the ` Electricals ` and '` Mechanicals ” 
at home had moved in this direction. The Indian Institution 
of Engincers itself has made steady progress since its inception 
two years ago, as may be Judged by the fact that, despite the 
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rather high standard of professional qualifieation demanded of 
its members in their various classes, the membership has 
already reached the satisfactory total of 500. 


H.E. the Governor in Council has granted a licence to the. 


Qotacamund Municipality for the supply of electrical energy 
to the town of Ootacamund, the licence commencing from 
December 6th, 1921. The area of supply is contained. within 
the Municipality of Ooty and the Lawrence Memorial School. 
The supply will be mediuni-pressure, a.c., 3-phase, 4-wire at 
400 V between phases, and 230 V between one phase and 
neutral, at 50 cycles. 

Surveying and plan drawing in connection with the Aber- 
deen-Laxapana hydro-electric scheme in Ceylon. have pro- 
pressed suthiciently to enable a fairly accurate estimate to be 
made of the cost of the work up to and including the 
generating station. The survey and location of the h.p. trans- 


а 


mission lines has begun. The report of Mr. Bolton, who 
went to Ceylon for the consulting engineers, shows that 
cyasamide could be produced on tne istand at less then the 
pace of the present nuported article. 

On the occasion of the visit of the Prince of Wales Calcutta 
ahnost rivalled Bombay in its illuminations. It was a fairy- 
land with the whole city lit up on the most scientific basis. 
The Victoria Memorial was the subject of a special lighting 
scheme, which resulted in throwing the huge white mass 
mto striking relief during. the darkness of evening. More 
than 90,000 extra lamps for the temporary illuminations Were 
connected up and about 45,000 yards of conductors used. 
The substantial addition to the load on the Electricity Supply 
Corporation's plant was met without difficulty, though the 
distributors were somewhat overlouded in the illuminated 
area of the city. 


THE ELECTRIFICATION OF MAIN-LINE RAILWAYS. 


(Concluded from page 176.) 


Mr. Е. W. Carter said that in making a comparison between 
steam and electrical operation of a given railway, 1t should not 
be torgotten that the methods of working the trathe under 
steain operation had grown up around the steam locomotive, 
and were subject to the limitations iniposed by the steam loco- 
motive. in like manner, the methods of electrical operation 
would inevitably tend in the direction which conformed best 
with the limitations Imposed by the electrical plant. It might 
therefore be concluded that it estimates of performance and 
expense under electrical operation were based on an existing 
steam trafttic—usually the only reasonable basis—it would. be 
improved upon as methods of working the tratie became more 
appropriate to the new motive power. Thus, an estimate 
contamed implicitly a number of features which were un- 
favourable to a change from existing methods. In many 
respects the diflerences involved in the change of motive power 
were well known; in other respects they would show as ex- 
perience was gained, but there would always remain unknown 
elements in favour of existing methods. | 

In making ealculations on which to base estimates of per- 
formance, it was necessary to ensure that the data derived 
from electrical considerations and the data derived from trathe 
considerations should not be combined in such a manner as to 
lead to inconsistency. An instructive instance of this came 
to his notice some years ago. He had made коте preliminary 
calculations respecting the working of heavy mineral traffic 
on a certain line, on data supplied by the engineer. He was 
afterwards given the opportunity of examining a copy of the 
very cateful and full report that had been made to the manage- 
ment on the subject, and was surprised to find that the engi- 
neer's estimate of energy consumption was much in excess of 
his own, which he had regarded as quite conservative. As it 
was principally a matter of lifting heavy trains against a steep 
gradient, a radical error was indicated. He found the dis- 
crepancy to be due principally to the fact that the engimeer 
had derived the energy consumption by taking the computed 
mean power of the electric trains, which were intended to run 
at a considerably higher speed than the steam. trains, and 
multiplying it by the observed running time of existing. steam 
trains, thus in effect running a considerably greater distance 
than was to be run. 

A feature of electrical operation which had considerable. im- 
Huence on the organisation of a railway., particularly ах 
regarded locomotive divisions, arose from the fact that the 
electric locomotive was capable of much mere continuous ser- 
vice than the steam locomotive. The Rocky Mountain 
divisions of the Chicago, Milwaukee, and St. Paul Railroad 
were, in steam days, he believed, three in number. Now, the 
electric locomotives took trains over the whole 440 miles with- 
out change. Moreover, when the 200-mile interval between the 
Rockv Mountain divisions and the Cascade. division. had been 
electrified, the trains would be taken through to the coast 
without change of locomotive, a total distance of about 850 
miles. When English railways were electrified they might 
lock forward to runs from Penzance to Aberdeen, for 
instance, with a single locomotive, but the organisation re- 
quired to give effect to this would differ radically from that 
at present existing, and the difference would, in the main, 
make for saving in operating expense. | 

One consequence of the continuous service possible. with 
electric loecmotives and of the small amount of time consumed 
in overhauling, repairs. and inspection, was that the number 
of locomotives required to work a given traffic was much less 
than in steam operation. Tt was not unduly conservative to 
sav that, in general, about half the number was sufficient. 

Another direction in which the organisation of electric ratl- 
ways would tend to differ from that of steam railways Was in 
the closer co-operation that was desirable between traffic and 
operating departments. On stean railways the trains were 
independent units, which, apart from lnnitations of track, did 
not affect one ancther. On electric railways, they were tied 
in groups to sub-stations, and through these to the generating 
station or stations. The amount of plant that must be held 
at the disposal of the railway in generating station and sub- 


stations depended on the maximum demand for power; but 
the work done by it depended on the average demand ; and the 
greater the load factor, or the ratio of the average to the 
maxnnum, the more ethciently was the plant used. The 
economy of operation was therefore the greater the more 
uniformly the load could be distributed, both in time and in 
space. 

Тһе improvement of the load factor required that the гаће 
should be to some extent under the control of the operatin; 
departments. An interesting example was furnished by the 
Chicago, Milwaukee, and St. Paul Railroad. For the working 
of its Rocky Mountain divisions, it purchased energy from the 
Montana l'ower Co., which operated a number of  bydro- 
electric plants in the vicinity. Lhe hydro-electric station, even 
more than the steam power station, required a high load 
factor; for the running costs were insignificant, and almost all 
the cost of power was interest on capitul outlay. Practically, 
therefore, it was determined, not by the average power, but 
һу the inaximuin, or by the amount of plant that had to be 
held at the disposal of а customer. In the steam power station 
there was a large expense for fuel, which varied. practically 
as the energy output; and the load factor was accordingly of 
somewhat smaller importance. The payment for energy in the 
case of the Chicago, Milwaukee, and St. Paul Railroad was 
made as follows :—If the load factor exceeded 60 per cent.. the 
energy used was paid for at a flat rate of about a farthing per 
unit; if, however, it was below 60 per.cent., the price per 
unit was increased in the ratio of the load factor to 60. It 
was, therefore, to the advantage of the railway company to 
keep the load factor as near 60 per cent. as possible. The 
load factor of an electric ‘railway,. in. which the traftic was 
worked just as on a steam railway. would probably not exceed 
25 per cent., and in the case where regeneration was а 
feature, probably not 20 per cent. By putting large powers 
in the hands of a train dispatcher, however, and by means of 
certain automatic devices which caused a drop of voltage when 
the current was excessive, the load factor was kept very near 
to the desired figure of 60 per cent., so that the railway prac- 
tically paid in. proportion. to the energy actually used. H 
would probably be found hardly feasible to proceed quite to 
such lengths in the case of the British railways, but, as all 
steps in this direction made for economy, it was desirable that 
the tratie and operating. departments should co-operate with 
the particular view of unproving the load factor. 

Mr. Н. №. GnEstEY said that unquestionably the electrifica- 
tion of sub-service and suburban railways carrying а dense 
passenger traffic had achieved successful results; it was intro- 
duced not as a means of saving expense im working, but 
rather as a means of making money by creating new traffic. 
The problem of main-line electrification was a totally different 
matter. Tt could not be urged that the main lines weré eom- 
gested: on the contrary, at present the tonnage of traffic was 
considerably less than if was in 1913; a much greater tonnaze 
could be carried with the existing equipment without any 
necessity for doubling the line. 

The electrification of main lines was largely contingent upon 
the price at which energy could be obtained, and this in turn 
was dependent upon the erection of the super-power stations. 
of which so much had been heard a year or two ago. The 
question of the provision of super-power stations was In itself 
largely dependent upon the electrification of main lines. Com- 
parisons had been made between the best results that could 
he expected from electrification, and the average results at 
present heing obtained by steam traction, which, of course. 
included the results derived from engines in service upwards 
of 20 or 30 years. Little. mention was made of the cost ol 
the equipment of the lines with sub-stations, third rats. er 
overhead transmission. No mention was made of the est 
cost of maintenance involved due to third rails or overhead 
wires, and in the former case the extra cost of maintenance 
of the running track due to the presence of the third rail. 

Sir Philip Nash. in March last said that, broadly speaking. 
ing, electrification of main lines could only be expected to shos 
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direct savings where traffic was very dense, and even in 
ach cases the most favourable conditions were a network 
ut lines covering a limited area, or a section of line where 
ше volume of traffic was such that increased line capacity 
must be provided if steam haulage was to continue. The 
списікшз Which һе had made were unquestionably against 
the electritication of main lines, but he was strongly of 
opinion that the electrification of suburban railways and 
perhaps of heavy mineral railways should be undertaken as 
soon ав the necessary money could be raised at a sufliciently 
low rate. No doubt the electrification of main lines would 
cme eventually, and considerable advantage would be ob- 
tained in shunting by electricity. 

Мк. J. А. HookHAM said that the electrification of sub- 
urban lines had been of great advantage to the public by 
providing quicker and more frequent service. After detailing 
the advantages claimed for electrification, he said the following 
figures were given at a meeting of the Lnstitution of Locomo- 
пке Engineers :— | 

Two lb. of coal in power station to produce 1 kWh; efficiency 
of transmission of power to drawbar 62 per cent.; giving 
32 lb. of coal per kWh or 2.4 lb. per h.p.-hr. at drawbar. 
For the ordinary steam locomotives the figure varied from 4 lb. 
to 3 lb. per h.p.-hr. at drawbar. 

An objection was raised against electrification that a whole 
«tion might be thrown out of use and the traflic stopped 
more completely than could happen with the independent 
uuits of steam traction. So far this had not proved a very 
ral dificulty, and the danger of stoppage could be very 
greatly minimised by arranging for one section to be con- 
uxted up with the next, and the offending sub-station to 
te cut out temporarily. Breakdown at a power station could 
le guarded against by duplication of plant—but at increased 
шау. It had been assumed that the electrification of exist- 
int lines only was in question where the existence of a large 
capital, and the necessity for a further large capital outlay, 
xverely handicapped the undertaking; where a new line was 
projected, the case for electrification was at present very 
«trong. 

А compared with the present-day locomotive, the posi- 
tion appeared to be that on main lines where the traflic was 
dense, and where, failing an increase in the speed to enable 
tie line to carry more traftic, widening or doubling would 
probably have to be resorted to, electrification would be 
justified by the increase in speed it provided. The advantage 
( the elimination of turntables, couling stages, and water 
trmghs and columns, and the longer time an electric loco- 
motive could keep at work without attention, were all points 
in its favour. 

[t was possible that further improvements in steam loco- 
tives or, as seemed probable, the development of the 
internal-combustion engine, might alter the whole aspect 
of affairs before many years were past, and in this connec- 
tion a combination of the semi-Diesel engine with electric 
transmission and the overhead wire or live rail linking up a 
nomber of such motors, as proposed by Captain Durtnall, 
would form a good intermediate step, and render possible the 
дала] electrification of a railway by the substitution of 
"ch motors for steam locomotives in the ordinary course of 
терпе renewals—thus avoiding the large capital outlay re- 
qured for root-and-branch electrification. 

The discussion was then thrown open, and Dr. F. C. LEA, as 
a avil engineer, drew attention to the effect of conversion 
frm steam to electric traction on bridges. The locomotive 
mine could not be enlarged because of the limitations of 
the minimum structure gauge; boilers and cylinders had 
tached practically the maximum size possible. Further, the 
"TO girders and main girders of all existing bridges com- 
[Көй the railway civil engineer to limit the mechanical engi- 
ive not only as to the maximum axle loads on individual 
ies but also to a certain extent the total maximum loads 
"ut could be allowed on a given wheel base. A first-class 
heenger engine at the present time could hardly have more 
than W per cent. of the total weight of engine and tender 
an the main driving wheels, and the length of the rigid 
wteel-hase would probably be of the order of 15 ft. The load 
^n each axle would probably approximate to 90 tons. In an 
""trie passenger locomotive having the same tractive force 
the load would be distributed on more axles, which was of 
“teat importance in relationship to cross girders and the 
nid wheel-base on any bogey would probably be not greater 
thin 8 ft. 6 iri. The total length between the extreme driving 
aves would be very much greater in the case of the electric 
than the steam locomotive, and then the '' equivalent load 
ler foot run " which determined the bending moments on 
the mam girders would be less for the electric than the steam 
“motive. Further, more than 75 per cent. of the total 
хед of the locomotive would be on the driving wheels of 
"e electrice as compared with 60 per cent. or less of the 
“ght of the steam locomotive and tender on its driving 
thel, Another very important factor in this connection 
“as the diminution in the loads on cross-girders particularly 
"^"^ to the nnhalanced forces in steam locomotives, Rotatin« 
‘lance weights were introduced into the drivinm wheels ta 
"(ance the reciprocating masses of the encine. The balance 
"ел5 in the wheels were. except for the weicht of mart 
^f the connecting rods at the crank pin, unbalanced in a 
"rial direction, and thus the loads on cross girders were 


considerably increased at high speeds beyond those of the 
axle loads. In the electric locomotive there was no necessity 
to have reciprocating matter and thus for the same tractive 
force the bending moments produced in bridge girders 
would be much less for the electric thun the steam locomo- 
tive. This meant that although the steam locoinotive had 
practically reached the limits of size and loading for existing 
structures and no developments were possible without almost 
prohibytive expenditure on bridges, very considerable 10- 
creases In tractive force, and thus in the possibility, not only. 
of heavier trains, but also of very much better mean speeds, 
could be obtained by the use of electric locomotives without 
increasing the strength of existing structures. The steam 
locomotive was also limited in size, and therefore in its steam- 
ing capacity, by the existing minimum structure gauge, while 
the electric locomotive could allow of very considerable in- 
creases 1n tractive force, keeping within the limiting gauge, 
Thus the civil engineer's demands for lunitation of loads on ex- 
isting structures could be easily met, while the train-drawing 
capacity could be very considerably increased by electrifica- 
tion of main lines. Many of the civil engineer's most serious 
problems of maintenance would also be very considerabiy 
diminished, particularly the rusting of steel structures, bv 
the adoption of electric traction, while in stations and tunnels 
the comfort cf the travelling publie would be greatly increased 
and in the country loss of crops, &c., from fire would not 
occur. The more perfect automatic control of signals and ol 
trains would be ensured, and serious railway accidents due to 
fog and the failure to observe signals (or even due to signal- 
men) ought to become unknown. Thus against the heavy 
capital expenditure necessary for the conversion to electric 
traction there would be many assets besides those arising 
from the very distinct economies in coal and men which, it 
was admitted, were possible. The cost of the dislocation of the 
railways on a day of serious fog was very great. With elec- 
trification the delay would not be anything like so serious, 
and large sums could be saved from this source alone. 
Professor BURSTALL pointed out that quite recently a pro- 
posal had been made for the more efficient working of the 
main railway lines by the use of the Diesel motor for pro- 
pulsion. This proposal was the combination of the direct 
drive of a Diesel motor with the use of compressed air for 
providing the starting torque. ‘The proposal was as yet only 


‘on paper, but it struck him that, before this country em- 


barked upon an enormous scheme of electrification of the 
main lines, it might be desirable to spend a small amount 
of money in investigating other sources of driving power. 
Technically, the proposal seemed to have much to commend 
it, and there was also an advantage on the economic side, for 
the Diesel motor must be cheaper in its costs than a compli- 
cated svstem of transmission. 

Professor Cramp drew attention to two points, one of which. 
he said, he regarded as of fundamental importance. Previous 
speakers had taken for granted that the traffic on the main 
lines would be similar under an electrification scheme to that 
Which existed. to-day. That, to his mind, was to start abso- 
lutely at the wrong end. When one took the dimensions of 
Euglaud, the distances between large towns, sav. Birmingham 
and London, these became, after all, only suburban trafie 
distances when viewed from the standpoint of railway and 
geographical conditions in the United States. Tf the con- 
ditions which had been to the advantage of suburban traffic, 
When the suburban lines were electrified, could be applied to 
what they called " main lines’ in this country. the result 
would be a great Increase in travelling in England. He was 
perfectly certain, from a series of observations und records, 
Which he had obtained from different people who travelled in 
various parts of the country, and who now either used private 
motor cars or went by big road vehicles, that there was an 
enormous demand for short trains. of high acceleration and 
high frequenev. from places like Birmingham to London, 
Oxford to London, and so on: That, to his mind. was where 
the railway engineer should start in electrification if he wished 
to make the main lines of England a success. He should 
assume that the present svstem was wrong. The present 
long train was due to the steam locomotive, and if the rail- 
way engineer would start with all the advantages of electric 
traction, with shorter trains, high acceleration, and great 
frequency, he would make the thing a success from the outset. 
Having regard to foreign experience, some of them were dis- 
maved at the decisions which had been arrived at by the Rail- 
way Commissioners with regard to their recommendations as ta 
transmission and distribution of eleetrie power. The 1.500-volt 
d.c. scheme might be a suceess, but this was not the time 
to lay down such a hard and fast regulation. They should 
have far more elasticity and discussion before they were 
limited in that wav. 

Mr. R. A. Сналттоск (electrical engineer to the City of Bir- 
mingham) said thet from the point of view of the electric 
power station. a railway load was a valuable one. because it 
had a high load factor. They were told that it should approach 
60 per cent. The ordinary load factor at the power station 
wes in the neighbourhood of 30 or 33 per cent.. so that the 
railway load factor would impreve the results obtained in the 
station. That would be a benefit not onlv to the industrial 
supply from the station. but also to the railway supply itself. 
hecause they were fold that the railway could obtain energv 
from a power station at 0.6d. delivered to the track, with coal 
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at 30s. per ton. If the power'station could be operated with 


a high-load factor he tnought it should be abie to supply 


energy at a lower figure than that quoted by Mr. Smith. 
Electrification which had taken place so far on suburban 
lines had, they were told, attracted an increased amount of 
trattic, and the only way in whieh it could attract additional 
tratie was by making the trattic cheaper or easier. It had 
done so on the suburban lines; why should not the same 
thing happen on the main-line railways? There the trathe 
should be attracted just as much as in the case of the subur- 
ban lines, and in addition the minerals or. the goods traffic 
should also be attracted, with the result that it would improve 
the trade along the routes of the Imes, and so increase the 
volume of business done by the railway companies. These 
points had not been sufficiently emphasised. | | 

Dr. GisBERT. КАРР said the point made by Dr. Lea was 
*Alustrated by Continental experience of а.с. electrical equip- 
ment of main-line railways. lt was essential that they should 
allow for three-phase locomotives. The engines weighed 60 
tons and developed 2,000 h.p. No steam locomotive could 
come anywhere near this. One line had been at work success- 
fully for 20 years, and a similar system had been adopted by 
the Italian Government for the Mont Cenis line. It was 
significant that this system enabled a very great density of 
traffic to be hauled; for one thing. because it did not create 
smoke in the tunnel and so prevent visibility of signals; but 
apart from that there was the great tractive power which 
could be utilised and the fact that old bridges could be used 
without needing to be strengthened. This accounted. for 
the enormous trafic which the line was able to carry during 
the war period, especially in 1917, when a lot of war material, 
and British and French troops, were transported into Italy. 
The trathe in mileage was trebled in comparison with pre-war 
conditions with steam. This svstem had been adopted by 
the Italian Government because the electric locomotives were 
comparatively light, and had, therefore, saved the expense 
of strengthening bridges, although their haulage power was 
very great. But it had two disadvantages. One was the 
power factor, m running on the cascade system. A good deal 
of idle current had been paid for. It was now in course of 
improvement by putting phase advancers on the locomotives. 
In Switzerland and Germany the single-phase a.c.. system had 
been adopted. He was pleased to hear one speaker say that 
on the whole the overhead wire was preferable, for several 
reasons. The tendency seemed to be to use 1,500 volts direct 
current; modern dyniümo-makers would be prepared to supply 
inotors up to 600 and 800 h.p. per motor. which would. work 
with 3,000 volts direct current, but 3,000 volts would not carry 
them any distance, unless they studded sub-stations along the 
line. It was no use going in for half measures in that Way. 
They had been copying the Americans, but they should copy 
people who did better than the Americans. If they compared 
3.000 volts on an overhead wire with 1,500 volts, they would 
find the wire need be only half the cross-sectional area; but 
the sub-stations could be ten times as far apart. For the 
direct. current required, three-phase transmission was used. 
In the sub-stations they must have transformers, converters, 
and also a considerable staff, because they must work the 
svstem night and day. Tt would be a mistake to think that 
they could save labour by using automatic apparatus. They 
could save labour by using plant that would not require. to 
be looked after, and that was what the Swiss were doing 
on the St. Gothard line. 

In conclusion, he expressed the hope that whatever system 
was adopted, it would only be after very careful con- 
sideration, because once they had adopted а system they 
could not change it. Moreover, they should not contemplate 
the possibility that every railway should have its own differ- 
ent system. What they could make uniform was the main 
principle—low periodicity, high voltage, and single-phase. 

А number of other gentlemen spoke, and the chairman 
said that he welcomed the pertinent points raised by Dr. Kanp. 
Professor Cramp suggested that they might, in particular. 
run smaller train units.. He did not see much hope from 
that. On the heavy train to-day they had a driver, fireman 
and guard. They would have to have a driver and guard 
on the shortest trains. Labour entered into the running of 
trains just as into the running of power stations. Neither 
did he look проп the Diesel locomotive as a competitor with 
electrified main lines, save.. perhaps. in exceptional circum- 
stances, with low density of traffic. There was no insuperable 
electrical or mechanical difficulty in the electrification of main 
lines, but there was a difficulty with regard to the financial 
side of the problem when they were dealing with a low density 


of traffic. 


A vote of thanks to the chairman and the speakers con- 
cluded the meeting. |. ME 
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: The Metric System in Canada.—The Decimal Association 
mforms us that a meeting of the American Metric Association, 
held in Toronto on December 29th, was well attended bv a 
number of business men interested іп the reform of weights 
and measures. It is reported that steps are being taken to 
form a local association. and that a committee has been 
appointed to carry out the preparatory work of organisation. 


‘plant would have to be installed. 


THE PRODUCTION OF LIGHT, HEAT 
POWER. 


ON January 27th, Mr. A. Hugh Seabrook, M.L.E.E., addressed 
а ineecting ob the Junior Gus Association on. Ше subject ot 
С GasWorks апа the Production of 1aght, Heat, ana roper. 

Mr. Seabrook prefaced his remarks by a condemnation ot 
the engmeer—gus or electrical—who retused to recoguire die 
merits of the- other side. He -confessed to a leaning t 
wards the unorthodox, being against dogmatism. on particular 
lines, For Z5 years his experience was electrical, but during 
the last few years he had been associated with gas engineers, 
As a result he had come to the conclusion that a closer asso- 
caton between the two branches was very desirable. It was 
hot his mtention to refer to the relative merits of gas and 
electricity; they were both primary publie services ot un- 
limited importance. A closer association of interests wouid 
result. in gasworks, or, as he preferred to call Шеш, " night 
and power stations," becoming as neutral as the coal mer- 
chant. ‘tbe coal merchant. supplied. coal impartiatly to every 
industry, without taking any particular interest in any one 
industry. In the same way he believed the only proper way 
to deal with the question of light and power was to aim 
merely at the most economical conversion of coal into light, 
heat, and power, in the form of gas or electricity, Whichever 
the consumer found most useful for his purposes. Gasworks 
were found in the smallest towns, and the speaker thought 
that, as a rule, the engineers responsible for their construc- 
tion had been happier in their choice. than. those who had 
settled the sites for electric power stations. Gasworks invari- 
ably had a railway siding and a plentiful supply of water. 
Electricity works too often had no railway siding, no natural 
Water supply, and were frequently situated in residential 
districts. In planning the cheap production of light and 
power the cost and environment of the site were-of the first 
Importance. An Important point, which was usually over- 
looked, was that the generation of electricity at a gasworks 
permitted of the use of coke as fuel, with a minimum of 
transportation. eost. The avoidance of burning raw coal was 
eminently desirable, and of all the industries using coal the 
gas industry was, for all practical purposes, the only one 
that treated coal properly. Nevertheless, even the Govern- 
ment itself was actively encouraging the erection of large 
stations, wherein raw fuel was to be burned for the production 
of electricity. There was very little coal in this country whicl 
was too poor for special treatment, and Mr. Seabrook thought 
that an authority should be set up to prevent the direct 
burning of coal, which was rich from a by-product recovery 
point of view. The speaker noted the introduction of the 
‘sandwich " system, employing coke and coal as boiler fuel, 
and regarded it as an important step in the direction of coal 
conservation. As an example of what might be done in the 
way of co-operation between gas and electricity, Mr. Seabrook 
instanced the proposals put forward by the Gas Light & Coke 
Co., and some of the London electricity supply companies. 
It was intended to supply electricity from a works at Beckton. 
Gas would be produced and the coke would be employed ш 
the generation of electricitv. The site was admirable m 
every respect and the arguments in favour of the scheme 
appeared to bet irresistible. [t was scarcely conceivable. that 
electrical energy could not be produced more cheaply than 
at the recently-approved station lowef down the Thames. 
Which would consume enormous quantities of raw coal. The 
speaker was in entire agreement with Col. Woodall, who 
&tated, in 1919, that the by-products of the gasworks were 
more than sufficient to keep the ordinary. town eleatricity 
generating stations provided with fuel. The export of gas- 
works coke was on the increase: surely it would be better to 
use their coke and export their coal rather than to burn the coil 
and export coke. Mr. Seabrook believed himself to be the 
first to fit suitable automatic stokers to large station boilers 
(at St. Marylebone) for the purpose of burning coke breeze. 
Many ditficulties had been overcome, but eventually coke 
breeze proved as efficient as coal, and reduced generating 
costs. Не could not understand why the Eeckton scheme 
had been rejected. Пе went on to say that in several 
instances where the possibility of combining the generation 
of gas and electricity was under consideration he had found 
that not only was there sufficient space for buildings, but 
there were existing buildings which could be adapted for 
generating stations. In the eases mentioned the electricity 
supply would not Бе larger than could be economically 
handled by coke gas producers and gas engines driving genera- 
tors. Above a certain capacity coke-fired boilers and steam 
The use of blue water-gas 
direct in the gas engines was contemplated. and there was 
reason. to believe that this could be done satisfactorily. 

The function of. the engineer was to make the best possible 
use of what was available. It was а mere truism to sav that 
thev were not making the best use of their available material 
so far as the production of electricity was concerned, and Mr. 


AND 


= 


Seabrook was convinced that’ this was largely due to the - 


absence of ‘co-operation between gas and electrical engineers. 
The public must rid itself of the megalomarnia which made it 
heheve that anything colossal must necessarily be economical. 
They now had an Electricity Comission: there should be a 
Gas Commission on similar lines: this should be followed bx 


amalgamation of the two ав a-Light.:Heat, and Power Com- 
mission. EN | 


al 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars оу new 
if considered 


or improved devices and apparatus, which will be published 
of sufficient interest. 


Quick-make Switches. 


А great deal of damage is done, and often breakdowns are 
caused, by bad contact in switches. Unskilled or careless 
operators will frequently put in a switch slowly and by de- 
grees, во that when the switch is nearing the contacts violent 
arcing takes place. To guard against this harmful practice, 
Ше MipLAND EL&cTRIC. MaNvrFACTURING Co., Lro., Barford 
Street, Birmingham, has introduced a range of switches pos- 
ssing a quick '' make ” action as well as a quick '' break." 
The quick actions at both make and break are effected by 
means of strong and unbreakable coil springs, which prevent 


Fic. 1—Tue ‘‘ GLASGOW-PREMIER " SWITCH. 


the switch occupying any intermediate position. To make 
assurance doubly sure the action of the switching-in spring 
х followed up by the operation of the handle by the operator. 
lets on these switches have proved that the quick action 
increases the effective life of the switch. ‘There are two lines 
if these switches: the ‘‘ Glasgow-Premier," fig. 1, and the 
-. Paragon-Premier,”’ fig. 2, named according to size. 


Deep X-ray Therapy. 


The demand for apparatus that will ‘‘ stand up " under con- 
ditions of a continuous discharge through a tube of anything 
irm 9 to 18 in. alternative spark gap maintained for several 
hours, or even all day, has involved considerable alterations in 
the design of both induction coils and transformers intended 
ío deep therapy work. The new apparatus produced for this 
purpose by Messrs. Newton & WniaHT, Lrp., 471/473, 
lomsey Road, N.19, is essentially a coil outfit, oil immersed, 
"ith the windings so arranged as to distribute, it is claimed, 
the strain equally throughout the whole of the secondary cir- 
«at Immersion in an oil tank has been adopted as the most 
sitifactory method of insulation; any h.p. electrical discharge 
trough air produces a deposit of nitric. acid that rapidly 
destroys the insulation unless blown away, and has been the 
principal cause of breakdown in coils not originally built for 
Шегару; the plan of excluding all air by immersion in oil 
:ppears to the makers to be the most reliable. The oil tank 
hermetically sealed, and can be sent overseas if required 
without being emptied. The general design of the coil is very 
such modelled upon that of the firm's Snook machines—that 
i, It consists of two symmetrical coils mounted side by side, 
ш arrangement that has been used in the present instrument 
"urely for mechanical reasons. The interrupter is of the 
"пав usual '' Instanta "" pattern, but in view of the fact that 
‘ontinuous operation for many hours is required at a time, a 
ter has been devised which appears to effectually prevent 
anv choking at the nipples. The break is provided with a 
t p. rectifier, which is said to eliminate completely all inverse 
штепё, and means are provided to prevent the high-frequency 
“urges which might otherwise be troublesome with plant of 
tus type. The milliamperemeter is inserted in the secondary 
cult at the zero potential, is incorporated in the switch- 
erd, and is continually under.the notice of the operator. 
The whole apparatus is enclosed in a polished oak or maho- 
uny cabinet, with a divided spark gap, &c., and all adjust- 
‘nents can be made from a control switchboard on wheels that 
an be moved to any part of the room. All the live parts are 
low the surface of the switchboard slate, and the control 
' the current is said to be extremely fine. As regards tubes, 
‘were are at present available a special Coolidge tube for this 


Fia. 2.—Tae '' PaRAGON-PnREMIER ” SWITCH. 


work, and also what is known as the '' boiling water " tube; 
the latter is at the moment chiefly made on the Continent, but 
we understand that Messrs. Newton & Wright are to produce 
these tubes at their own factory in the near future. firm 
has also introduced a Snook interrupter-less machine for deep 
therapy work that is oil insulated for very high pressures. 


The *'* Utility " Limiter-fuse Box. 

In our issue of November 12th, 1920 (p. 618), we gave a 
description of the * Utility " current limiter. The makers, 
ELECTRICAL UTILITIES, Lrp., 1-3, Shelgate Road, S. W.11, inform 
us that they have now produced an apparatus combining the 


Fic. 3.—Tue '' UTILITY "' 
Limiter-Fuss Box. 


limiter with fuses. Fig. 3 shows the arrangement; the limiter 
is mounted on the lower portion of the base, while the con- 
necting leads are taken from two H.O. fuses. All the necessary 
internal wiring is provided, and it merely remains for the 
wireman to connect the incoming leads to the fuse terminals 
and the service leads to the terminal block of the limiter. The 
set is suitable for use on a.c. or d.c. circuits up to 950 V. 


A Balanced-Vane Electroscope. 


The Bulletin of the National Electric Light Association re- 
cently described an electroscope used by a member company 
of the Association. In the case of current-carrying con- 
ductors an exploring coil in conjunction with a telephone 
| receiver is effective, but this 
method cannot be employed 
in cases where a conductor 
has a potential applied to it 
but no current is flowing. 
Gold-leaf electroscopes were 
used, but the delicacy of these 
and the difficulty of construc- 
tion led to the devising of an- 
other form of electroscope. 
This instrument (fig. 4) con- 
sists of a suitable frame carry- 
ing an aluminium vane ł in. 
wide and 54 in. long pivoted 
at a point slightly above its 
centre of gravity and able to 
swing freely. The frame is 
mounted on a piece of hard 
rubber, and a brass cylinder 
fits over the whole to protect 
it. In use, the instrument is 
brought near to an exposed 
part of the cable insulation, 
when the existence of a 
potential is indicated by a 
movement of the vane to- 
wards the cable. This instru- 
ment works satisfactorily in 
all weather conditions, and in 
damp manholes where a gold- 
leaf electroscope would be 
useless. The most satisfactory 
results are obtained at pres- 
sures higher than 500 V. A polished rubber rod and a piece 
of silk go with the electroscope for testing purposes. 


Fia. 


4.—A BALANCED-VANE 
ELECTROSCOPE. 
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NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serton-Jones, O'Dsit AMD ; 
STEVHENS, Chartered Patent Agents, 283, High Holborn, London, W.C. 1. 


LKR. *' Device for carrying and cleaning sparking plugs." A. J. Hobbins 
and A. E. Smith. January 23rd. 

1,9J. t Electric. meter for measuring ampere hours." J. L. Gurney. 
January 23rd. 

love. * Manufacture of insulators for aerial lines." С. Griltiths, W. 
мак, and Н. Wolle. January 23rd. 

Lute. 8 Aerials for wireless signalling on steamships.” R. Tull. Janu- 
un 23rd. } 

408. I" Sestems of electric supply." H. Leitner. January 23rd. 

1.522. °° Indicator for vacant. theatre seats." W. L. Guecin, January 23rd. 

1:59." Means ler regulating telephone calls.” G. C. Beall and G. C. N. 
Beul. January 23rd. 

Post. t blectric lamps for signalling, Ке. Westinghouse Brake and Saxby 
Signal Co., Ltd. January 23rd. (United. States, August 24th, H921.) | 

1,988. "' Electric. gas-filled glow discharge devices for amplifying electric 
current Varbatons, «c. Naamlooze Vennootschap Philips’ Giocilaimpen. Fab- 
екеп. January 28104. (Holand, February th, 1521 

2.003. '' Submarine. telegraph, &c., signalling apparatus." — Jf. V. Foll. 
January 2304. 

2,008, '* "rain. control. systems." Automatic Telephone Manufacturing Co., 
Lti. А. F. Bound, and A. Е. Hudd. January 23rd. 

2."2U. | Pelephone mouthpiece dust-prool cover." 4. P. Howard. January 
RETE 

zl]. ''Herarding devices of automatic circuit. breakers.” W. Frisby. 
Jonu:ry 24th. 

zo. CU rbecetro-magnetic. friction. brakes’ W. L. Spence. January 24th. 

Zogo. Ufdeeetrie motor-controlling apparatus." С, €. Garrard and A. Hl. 
Raving. January 24th. 

2.8. © Xutomatic guard. for three-phase asynchronous motors, &c." A. 
Negle & Refardt and. Negle Elektrizitiats Ges. January 24th. 

z2089. '* Darectly-acting magneto-eleetric driving mechanism for pumps.’ 
А. Negle & Кейий and Negle Elektrizitats Ges. January 24th. 

2.07,. * Bonding boxes, &c., for electric conductors.” A. 
Walsall Hardware Manufacturing Co., Lid. January 24ih. 

2081. *' Tiler lor electric lamps ог shades." Jj. Wilson. January 24th, 

ZSNP. "o Grooved compound rails." F. Krupp Akt. Ges. January 24th. 
(Germany, February 9th, 1921.) 

2,088. "Overload circuit. breakers." FF. 
(Germany, February 19th, 19021.) 

ӨКН. Controlling devices for motors. of electricallvsdriven vehicles." 1. 
Krupp Akt. Ges. January 24th. (Germany, February sth. 1921.) 
2.4. t Means tor electrically indicating presence of impurities in feed 
water” Babcock & Wilcox, Ltd., and A. R. W. Richardson. January 24th. 
ШО. |“ Switehbosrds and bus bars theretor. W. Gee. January 24th, 
2,122. Ө Pivowd moving-coil electrical measuring — instruments." W. H. 
Apthorpe and Cambridge & Paul Instrument Co., Ltd. January 24th. 

2.123. '* Automatic starting of continuous or alternating-current motors.” 
Compagnie Electro. Mécanique, January 24h. (France, January. 26th, 1921.) 

2,125. “ Vacuum or thermionic tubes or lamp bulbs," A. G. T. Cusins 
and J. H. Whittaker Swinton. January 24th. 

20145. "' Pelephone — systems," Automatic Telephone Manufacturing Co. 
Lid. January 24th. (United States, February Yth, IRI) 

2,149. *''bhermionic valves, &e., for wireless lelepraphy, &c." G. A. 
lini & L. G. Presion and G. Shearing. January 24th. 

2.190. "' Thermionic vacuum tubes." L. б. Preston and B. Hodgson. 
January 24th. 

2,4). 9 Thermionic valves, &c., for wireless telegraphy, е. 
Preston and. B. Hodgson, January 24th. 

2.132. '''pPhermionic valves, &e., for wireless telegraphy. бс” L. G. Pres- 
ton and. B. Hodgson and. H. G. Hughes. ‚January 24h. 

2.153, Phermionic valve transmitting sets for wireless telegraphy, &c." 
L. GG. Preston and G. Shearing. January 24th. 

: t“ Electrice switchboards.”” P. J. Gates. January 25h. 
B. '* Mercury vapour apparatus, е. Т. E. Wall. January 25h. 


* 


E. Read and 


Krupp Akt. Ges. January 24th. 


L. G. 


2. " Manufacture of. electro-plated goods." E. S. Jones. January 25th. 
Q2. t Boxes for carrying electric lamps." А, Н. Sievenson, January 25th, 


Pa 
pen 


a. U Wireless receiving apparatus, &c." 
Liud., and J. Scott. Taggart. January 25th. 
22. U Pebephotegraphy." D. von Mihaly. January 25ih. 
February Тк, 1919.) 

2.213. 75 denim, &c cells." D. von Mihaly. January 25mh, (Austria, 
D«ccimnber Wn. 1920.) 

22H. C5 Oscilographs.” D. von Mihaly. January 25th. (Austria, Decem- 
ber nh, 19200 

ZIZL. "U Vacuum tubes." E. Y. Robinson. January 2h. 
222» "Nabety signal lighting system.“ J. Aarons and W. Т. 
January 25th, 

2.235. C' EbBetrieaily-driven. sirens.“ J. Eaton and Efiadem Со., Ltd. 
January 20h. 

2242. "Кесе water heaters." 2. Trotzer. Januar 25th. (Hungary, 
New шг Эп, 120.) 


Ps 


ZOOM. Ci pnduetion motors for alternating electric current.” Crypo Кес 
trial Co. Lok. and H. G. Sharp. January 25th, 

2200. t Elecirie ship propulsion systems," B. H. A. Carr and Metro- 
potriarmVickers. Electrical Con Lid. January 25th. | 

2201. tC Mernating-current electric motors.“ 1. H. A. Carr and Metro- 
porran-Kickers. Electrical. Со., Ltd. January 25th, 


Radio Communication Co.. 


(Hungary, 


MacKay. 


æ) 

2262. t kleđrie ship propulsion systems.” L. HH, A. Carr and E. S. Jones 
awt Metropolitan-Viekers Electrical Co., Lid January 23th. 

2.266.) Magneto electric lamps." ДА, E. Angold and A. H 
Jonuary 2th. 

2,207. fectric lighters," A. Wirth. January 20th. (France, — January 
26th, 1921., 

22717. U Асп side. electric fuse switches.” Bayerische ЁЛ ktrizitats In- 
чилле Rote & Co, January. 25th, (Germany, January 20h, 1921.) 

2.250. C Duaphrasms for gramophone reproducers, acl g hone receivers, фс." 
E. X. Graham. January 25th, 

2284]. * Ei.rie treatment of liquide." H. J. Monson. January 25th, 

2287. t Method for producing metals or allos- pooc in carbon and 
Sion. in cleetrie furnaves.” Aktiebolaget Perrot e ringar. January 25th, 
(Sveden, January 29th, 1921.) 

ШОН. C R cording and reproducing sounds.“ Riich Thomson-Houston 
Co. Lid. January 25th. (United States, May 20th, E21.) 

2.295. t Magneto electric machines. British. ‘Thomsan-ffouston Co., Ltd 
and A. P. Young. January 25th. 

2” "Кун не cable devices.” Dictograph — Produc:« Corporation and 
E. W. Райл. January 26th. : 

22607. t Pe lephone transmiiters,.” E. W. 
Corp rationi. January 26th. 


203, "UO hieetrie connectors.” H. F. Collins and G. H. Collins. Janu- 


Railing. 


“э 
Patiison (Dictograph Products 
^ « 


2,0. '* Sporking plugs." M. B. Parsons. January 26th. 
2.170. "© Vppiiinces. for registering telephone calls. A. Edgar. January 
379,“ Electrical cable attachments.” Vulkan Motor. & Engineering Co. 
(on Ltd.. and C. B. Wardman. January 26th, 

"Electric arc-welding systems operating with alternating currents.” 
Qu'isi-Arc Co. Ltd. and А. Р. Strohmengper, January 26th. 

25M. t Electric switchgear." D. R. Davies and Metropolitan-Vickers 
Electrical Ca, Lid. January 26th. 
2.0395. Y Electric relays," Metropolitan-Vickers Electrical Co., Ltd. Janu- 
ary 26th. (United States, February Об, 1921.9 
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PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will b 
printed and abridyed, and all subsequent proceedings will be taken. 


1 € 
t 


1920. 


17,976. “ignition systems for internaleombustion engines." M. 
June mahh, 1520. (10173,087.) ‚ 

18,215. " Maynelo-ciecthic generators.’ 
ary dith, 1916. (146,254.) 

9,526, б a bermiomgcaube amplifying devices.’ 
(V3, СЭЗ.) 

13,763. '* Multiplex. telegraph and telephone. systems.” M. 
дой, 1945. (E147, 100.) 

Peder. t Wareless telegraph receivers," Dr. О. 
With, 1915. (0147,8o2.) 

19,908. Беса discharge. tubes," W. Kossel. 
(147 N20.) 

1,934. '" Dy namo-clectric/ machines." 
5th, IIB. (47, 882.) 
20,094. '' Electric 

(L48,154.) 

20,0). * Production of oscillations by high vacuum tubes having heated 
cathodes” Ges, Fur Drahtlose Telegraphie. April uth, 1919. (145,525) 

20,83]. *“ Circuit arrangements of automatic telephone exchanges.’ Ges. 
Fur. Elektromechaniseche Lelephonapparate. January dh, 114. (148,971.) 

20852. CU Generator of electric Oscillations, consisting of a thermionic tube 
in return coupling соппесціоп. “™ Ges. Fur Drahtlose Ieiegraphie. August Tin, 
1917. (148,991.) 

29,960. "I hermionie valve amplifvers and generators." Dr. E. F. Huth 
Ges. and Dr. S. Loewe. July 4th, 1917. (149,213.) 

20.965. °° l'hermionie receiving apparatus for wireless signalling.” S. Loewe. 
April Ukth, 1918. (149,218.) 

20099. " Electricaliy«driven. talking-machine," А. Ebner. July 12th, 1920. 
(Convention date not gramed.) (149,663.) 

2127h 8 Electric transformers," British Electric Transformer Co., Lu, 
wad J. Roothaan, July 14th, 1920. (173,800.) 

23.200. t Sound-reproducing machines. L. K. Scotford. August 6th, 19%. 
(Led SOG) 

УЗИ. '* Printing telegraph receivers. ' 
poration), August Oth, 1920. (173,807.) 

25,537.“ Electric furnaces.” L. W. Wild and E. P. Barfield. August llt, 
1920.  (173,812.) 

25,999. *'' Alkaline storage batteries." Р. Gouin and E. Rocsel. September 
loth, 1919. (150,961.) 

26,241. '' Wireless telegraphy." S. Brydon and S. Johnson, September 13th, 
1920. (173,832.) 

27,805. t Means for securing machines, such as dynamo-electric lighting 
machines for cycles and the like." R. Bosch Akt. Ges. Ociober 2nd, 1919. 
(151,935.) 

28.077. '' Manufacture of frames for polyphase dynamo-clectric machinery." 
C. Ramoneda. February loth, 1920. (158,865.) 

УЧК. © X-ray apparatus." British Thom«son-Houston Co., Ltd. October 
он, 1913. (151,999.) 
28,207. ** Electric 

(17:3,848.) 

28,393. ** Electric heating devices.” F., Maap. October 8th, 1919. (152,032., 

28,430. Electric welding apparatus." British Thomson-llouston Co., Lia. 
(General Electric Co.) October. 7th, 1920. (173,859.) 

2N.58. '' Electrice heating and ventilating apparatus," Ventiheta (United 
Kingdom), Ltd., and P. J. Ogle. October 8th, 1920. (173.865.) 

28.577. "'Insulators for ihe suspension of high-potential electric lines.” 
A. Richard. October Rth, 1920. (173,868.) 

28.583. Чап tools for electricians and the like.” S. E. Aaron and A. Р. 
Smith. October &th, 1920. (173,869.) 

25.003. '' Electrical indicating apparatus for indicating the opening or 
closing of electrical contacts and the sequence in which the contacts were 
opened or closed. J. Simpson. October 9th, 1920. (173,873. 

25.613. '' Radio interference preventers. H. G. Cordes. October 21st, 
1919. (152,683.) 

ЭКН. C! Electrical contact-makers for use with the stcering-wheels of motor- 
vehicles," J. L. Scott. October 9th, 1920. (Addition to 134,973.) (173,578) 

2583. © Electric regulating systems.” Igranic Electric Co., Ltd. (Cutler- 
H: miner Manufaccuring Co). October. 12ih, 1920. (173, 886.) 

28,800. °° Disposition. of safe devices and connections in multiphase or 
polyphase generators and other clectrical apparatus." K. R. Jhamuotila. 
October lth, 1920. (173, 889.,) 

2896, Electric. fuses or cut-outs." 
loih, 1919. (0152:322.) 

29,076. '* Sparking plugs. M. Pelizzola. October 14th, 1920. (Convention 
date not. granted.) (152,358. 

29.497. tT hermdls-ucetuated. electric switches," P. W. Baker. October 
Sth, 1920. 0173.905.) 

30,133, Control of electrice circuits.” Iyranic Electric Co., Ltd., and C. 
W. Yerger.. October 25h. 1920, (173,916. ). 

0.303. Tenidion systems." H. W. Eichbaum, October 27th, 19208 
(173.920) | 

30,599. '* Means for interlocking electric switches.” A. Н, Railing, C. C. 
Garrard and W. Wilson. Ociober 29th, 11920, (173,922) 

ЗАН. Electric tarches for medical purposes," J. Schmidt (A. R. Buck- 
kolz & C€o.). November 3rd, 1920. (173,943.) | 

31,224. 'Encandescent— lamps." — British Thomson-Houston Co., — Ltd. 
(General Electric Со}. November. 4th, 1920. (173,934) f 

33,369. © Electric iron for domestic purposes. E. Bassett. November 26th. 
1920, (173,948) ! 

34,796. “Systems for controlling electric motors.” G. H. Fletcher anc 
Metropolitan-Viekers Electrical Co Lid. November 30th. 1920. (073,997 

JA 28. '' Directional hydrophones," F. L. Hopwood. November 30i, Lint, 
TLS.) i 

JRI ** Motor control,"  Jeranie Eleetrie Co., Ltd. (Cutler-Hiinimer Manu 
Pacturings Co November ih, 1920. (175,953.) 

33429. ' Driving mechanism for hand-operated mogneto-generators.”” A. H, 
KRoaling and A. E. Angeld. December Pith, 1920. (173,959.) 

36.031. “ High-tension electric transformers.“ Veifa-Werke Vereinigte 
hlectrotcchnisehe Institute, Frankfurt-Aschailfenburg, and Dr. F. Dessauera 
*oprember 2th, 1915. (155,830.) 4 

36,339, '* Apparatus with electrie. arraing ment for the generation of steam.” 
Fo Voegeli. July ТК, 1918. 156,099.) 

* 36,599. | Manufacture of. electric cables and apparatus therefor.” Callen 
d r's Cable & Construction Co., Pid., and J. F. Watson. December 31st 
i20. — (173,969) 1 


Рок 
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Quick Action. Ignition Co. Febru 


M. Latour. July 7th, 1:29 
Latour. Juns 
Reichenheim. Septemb- 


December 23rd, 1916 


* 


Siemens-Schuckertwerke Ges. Jun: 


discharge tubes.” W. Kossel. 


March lst, 1917 


A. E. Alexander (Newsprinter Cor- 


immersion heaters.” F. Frei. 


October Sth, 1920. 


О. Kominik and J. Nossig. March 


1921. | 
2.113. '! Resistance switches: for. controlling the intensity of electric cur. 
ponts" J. Watkinson. October Sth, 1120, (Cognate application 3,114721. 
(Divided application on 173,613.) (173,976) | 
2.45. “ Lighting gas by electricity.” W. L. D. Gundry and Lord and 
Һал, Ltd. January 15th, 1921. (173,977. ` 
2.42. O Electric. distribution. systems," Dr. K. Roppensteiner, December 
Bist, 1919. (F58,245.) 
$495. °° Mercury vapour jet pumps with electric are.” Siemens & Halske, 
Akt. Ges. April 24th, 1920. (Addition to 157,118.) (162,642.) А 
a211. "*' Electric incandescent: lamps.” А, G. Mead and Mead. & Jeffery. 
Laid. February 15th. 1921. (173,986.) . 
9,023. б Steam turbines." К. Baumann and Metropoiitan-Vickers Electrical 
Со. Lid. February ith, 192]. (173,989.) Ж, 
11,026. ** Means for the suspension of electric contact wires.” L, N. Reddie’ 
(Consorzio. per Elettrotrazione Co). April. 15th, 1901. (174,001.) 
16.876. б Mereun vanour elector cumps for high vacua." Akt. Ges 
Drown, Boveri et >. Juve 24th, 1920. (165,400.) | 
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INSTITUTION OF ELECTRICAL 
"ENGINEERS. 


THE 


Harr a century ago, tlie Society of. Telegraph Engineers 
held its first meeting; on Tuesday next the Institution 
of Electrical Engineers, the same body with a more com- 
prehensive title, will commence a series of meetings in 
commemoration of that notable event. The celebration 
will be observed with keen interest by electrical engineers 
in all countries, above all by those of British nationality, 
for it is something more than the rejoicings of a tech- 
nical association—it is a function of national import- 
ance. What a vast gulf separates us of to-day from 
those pioneering times, when even amperes and volts 
were unnamed! We, with our 100,000-kilowatt power 
stations, our 10,000-h.p. motors, our 12,000-mile range 
wireless plant, our electric furnaces, our electrons, our 
X-rays—we move in a different atmosphere, electrically 
speaking, to that which bathed the telegraph engineers 
who then constituted the mainstay of electrical engineer- 
ing. 

But they, too, had their tr iumphs ; they had but lately 
linked-up this country with India and the East and 
flung a line of instantaneous communication across the 
Atlantic, and thus commenced the development of that 
wonderful network of submarine cables with which 
British engineers encompassed the world and annihi- 
lated distance. As early as 1818 Sir Francis Ronalds 
had proposed to transmit intelligence electrically, and 
had even erected some miles of wire in his garden at 
Hammersmith to put his theories to the test; he was 
years before his time, but at the age of 84 vears he had 
the satisfaction of witnessing the formation of the 
Society of Telegraph Engineers, which now, under an- 
other name, is the custodian of his splendid library. 

In those days there was no electrical newspaper in 
being; there had been one, for a few years, but it was 
defunct, and the TELEGRAPHIC JOURNAL AND ELEC- 
TRICAL REVIEW, the oldest electrical periodical in exist- 
ence to-day, was not born until November, 1872. Hence 
the only contemporaneous record of the first meeting of 
the Society, apart from the lay Press, is to be found in 
the Journal of the Society itself. How many of our 
readers or of the members of the I. E. E. have opened that 
first volume? It is of absorbing interest. In its pages 
will be found the wonderful forecasteof Cromwell Varley, 
which we quote elsewhere in this issue; with prophetic 
insight he predicted the development of the Society out, 
of its narrow groove into the broader field of all elec- 
trical science, which he claimed would be found *'' to em- 
brace every operation in nature." It may yet prove 
that all nature—or at least all matter—1s electricity. 

Many other items of fascinating interest are printed 
in those pages. In the very first volume is reported a 
speech by W. H. Preece, and a note by H. R. Kempe— 
both of whom in their time were editors of this journal 
(the latter is still connected with it). 

— In those early days the progress of electrical engineer- 
ing was not vet sw athed in the bonds of oppressive legis- 
lation ; electricity was free to develop. British electri- 
ciáns were far in advance of their foreign confréres in 
ingenuity and enterprise, they had the world at their 
feet! To what heights might they not have advanced 
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had they been left free to follow their bent! But alas— 
Parliament intervened, and in 1882 it let fall the port- 
cullis which deprived them of their liberty, and con- 
demned them wistfully to watch the untrammelled 
advance of their foreign rivals, themselves in bondage. 
Nevertheless, the country that had given birth to Gilbert 
und Faraday, Newton and Thomson, was not to be 
wholly defeated. The fertility of its yenius could not 
be sterilised by Act of Parliament, and its contributions 
to electrical science and engineering are unexcelled by 
those of any other nation. The records of them all are 
to be found in that magnificent series of 60 volumes 
which contains the proceedings of the Institution of 
Electrical Engineers, founded 1871, incorporated by 
Royal Charter 1921, the oldest electrical society in the 
world, the biggest engineering body in this country. 
Its members are proud of it—and well they may be. 


THOSE who were fortunate enough to 

The E.P.E:A. be present at the Informal Meeting of 

the Institution of Electrical Engineers 
on Monday last were presented with an oration by Mr. 
J. H. Parker which was a delight to hear and which 
held the audience for an hour and & quarter. We use 
the word ‘* oration '' advisedly, und in no depreciatory 
sense ; it is not the first time that we have recognised the 
vifts of Mr. Parker as an orator, and the chairman, Mr. 
Pooley, justly styled the address ‘‘entrancing.’’ Yet 
the subject with which the speaker dealt was not one 
which would appear well adapted to the exercise of 
rhetorical talent; nominally he was to open a discussion 
on ‘‘ The Evolution of a Staff Trade Union,” and in the 
earlier part of his speech he certainly referred at some 
length to the process of evolution of the E.P.E.A., but 
in the main he gave a vivid, sometimes perhaps lurid, 
account of the acts of the Association, the vicissitudes 
through which it had passed, the problems with which it 
had been perplexed, its triumphs and—its failures. He 
made it clear that during his tenure of the office of 
president the life of the executive council and officials 
had been strenuous in the extreme, and that they had 
had to deal with questions of the gravest import not 
only to their Association, but also to the realm. 

A point on which he laid particular emphasis was 
that the E.P.E.A. was not out to fight any other trade 
union; its members were determined to control their 
own destinies, but not at the expense of others. He paid 
a glowing tribute to the sterling merits of the central- 
station members of the E.T.U., who more than once had 
successfully thrown their weight into the scale in opposi- 
tion to strikes with which the electricity supply indus- 
try had no concern. The policy of the E.P.E.A. was 
to avoid resort to strikes until every other means of 
securing justice had been exhausted, and by its public- 
spirited action on one occasion it had earned the gibe 
of a Government official that its members '' had acted 
as good citizens but bad trade-unionists ’’—a remark 
as tactless as unworthy of a representative of orderly 
government. The Association's experiences of the bene- 
fits derived from Government intervention in industrial 
affairs appear to have been as disappointing as those of 
other parties, and its regard for the integrity and good 
faith of certain Town Councils has been hopelessly 
destroyed. However, exceptions do not make rules, and 
on the whole the situation at present appears to be 
fairlv satisfactory. 

Mr. Parker undoubtedly spoke the mind of the Asso- 
ciation when he demonstrated its intense desire to main- 
tain the continuity of electricity supply, and faithfullv 
to discharge its acknowledged duties to the public; he 
pointed out that the lay Press eagerly seized upon and 
distorted rumours regarding the acts and intentions of 
the Association, and declined to rectify its aspersions 
when made acquainted with the facts, and he claimed 
that the members should be regarded as sensible and 
moderate men, who would do nothing rashly. In the 
light of recent history we belibve his claim to be entirely 


justified, and we have no hesitation in expressing our 
confidence in the Association as an organisation whose 
activities are directed to the best interests of the elec- 
tricity supply industry and of the nation. 


THosE who are concerned with the 
Sale of Fixed sale of machinery should note the 
Machinery. decision of Mr. Justice Rowlatt iu the 
case of Underwood, Ltd., v. Burgh 
Castle Brick and Cement Syndicate, which is reported in 
the February number of the Law Reports. Although 
primarily of interest to lawyers, the finding of the 
learned judge draws attention to a very real distinction 
between the sale of chattels and the sale of articles 
attached (as machinery often is) to the freehold. The 
facts were these: The plaintiffs agreed to sell to the 
defendants a condensing engine ''to be delivered free 
on rail." At that time the engine was affixed to the soil, 
und was а trade fixture on the plaintiffs’ leasehold pre- 
mises. The plaintiffs detached the engine, but in load- 
ing it up for delivery it was so badly injured by an 
accident that the defendants refused to accept it. It 
was held that as the defendants intended to buy 4 
chattel, and as, 1n order to make it a chattel, 1t had first 
to be severed from the soil, the property did not pass 
until it had been severed and delivered under the con- 
tract, and, accordingly, that the property therein had 
not passed to the defendants at the time of the accident. 
Had the property so passed, of course, the defendant» 
would have been bound to take it in the damaged con- 
dition, although they might have had a claim against 
the plaintiffs for breach of contract or negligence. The 
interesting point which was clearly brought out is that 
if the vendor of an engine or any other piece of 
machinery which is affixed to the freehold desires to 
transfer all the risks attendant upon removal to the pur- 
chaser, he must be careful to use express words. [tis 
made plain by Section 18 of the Sale of Goods Act that 
in the case of an unconditional sale of specific gouds 
in a deliverable state, the property passes when the con- 
tract is made. So if, in the case above noticed, the 
engine had not been fixed to the freehold, the loss occa- 
sioned by the accident would have fallen on the buyer. 


AN inquiry for an electrically-heated 
oil filter which appears in our '' Cor- 
respondence " columns to-day reminds 
us of an opinion which we had re- 
cently formed—that there are many cases in works and 
factories in which electrical heating could be advanta- 
geously substituted for the methods at present in vogue. 
No doubt there i8 à general impression, sedulously fos- 
tered by rival agencies, that heating by electricity is a 
costly proceeding; but in this connection, as in many 
others, much depends upon the circumstances. Where, 
as іп the case of oil filters, practically the whole ot the 
heat can be usefully applied, and can be efficiently con- 
served by the use of suitable lagging, and where a very 
small wattage continuously applied will serve the pur- 
pose, it may easily prove that electricity not only pos- 
sesses the obvious advantages of extreme convenience 
and simplicity, but is also the cheapest means of effect- 
ing the heating. 

The heating element can often be entirely enclosed 
or immersed in the substance to be heated, and the total 
absence of flame, combined with freedom from the need 
of a supply of air for combustion, greatly facilitates the 
lagging with heat-insulating material. Hot-water pipes 
are equally free from flame and air supply, but suffer 
from the drawback that with them the heat is trans- 
ported, instead of being generated at the spot where 
it is used, and the heating fluid necessarily carries away 
1 large proportion of the heat in the return pipe, whilst 
the system is liable to large losses by radiation and con- 
vection. In cases where electricity is available or can 
be purchased at a low price when taken at a low wattage 
and a high load factor, its merits as an industrial heat- 
ing agent are incontestable. 


Electric 
Heating. 
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THE WITTON ENGINEERING WORKS OF THE GENERAL ELECTRIC CO., LTD. 


Tue electrical industry is unique in the extraordinary 
development which it has undergone in a comparatively 
very short period, comprised wholly within the lifetime 
vf many persons who are still hale and hearty, and in- 
deed, so far as concerns the ‘‘ heavy engineering ”’ 
branches, almost within the current century. The 
General Electric Co., Ltd., 
was founded practically at 
its very genesis—over five 
and thirty years ago—and 
we remember when there 


was no ''G.E.C., Ltd.” ! 


But though the com- 
pany thus started from 
'scratch,"' its efforts in 
those days were directed 


mainly towards the lighter 
side of the industry, and it 
was not until February 7th, 
1901, that a commencement 
was made with the huve 
group of factories on the Fia. 
outskirts of Birmingham 

which now constitute the . 

well-known ‘‘ Witton Engineering Works’’ of the 
G.E.C. On the 21st anniversary of that event, last week, 
we had the pleasure of taking part in a visit to the 
works and of comparing their present development with 


Fic. 2.—A G.E.C. 


that which we had seen on various occasions during the 
vears before tlie war, and we tender our congratulations 
to the company not only on the celebration of the 
birthday,’ but also on the great extensions which have 
been carried out and on the im- 
proved methods of manufacture 
which have been introduced, 

At the annual general meeting of 
the company in July, 1918, Mr. 
Hugo Hirst, chairman of directors, 
declared that the G.E.C. intended to 
take a place in the front rank of 
great electrical concerns in this 
country; since then a large scheme 
of extensions has been carried out, 
more than doubling the size of the 
works at Witton, in which the com- 
pany is now able to manufacture the 
heaviest machines commercially 
practicable, and to design and con- 
struct electrical plant and control 
gear for the complete equipment of 
power stations, railways, ships, Fi. 
mines, steel works, &c., whilst with 
the aid of the associated firms (Pirelli-General Cable 
Works, Fraser and Chalmers, Osram Lamp Works, &c.) 
it can supply practically everything required for a com- 
prehensive lighting, power, or other electrical engineer- 


Di P 
1.—Tue G.E.C. 


4,500-K VÀ ‘Turno-ALTERNATOR. 


ing scheme from start to finish. Together with the 
Witton Works there has grown up a township populated 
by the company’s employés and the tradesmen and others 
who minister to their physical, social, and moral 
requirements. 
There are now about 2,500 employés engaged in the 
works, but when trade re- 
vives another thousand can 
be employed. 

The extensions comprise 
in all seven new buildings: 
—switchgear works, stand- 
ard motor works, adminis- 
trative offices, development 
department, moulded-insu- 

. lation works, enamelling and 
plating works, and a large 
club house, whilst new bays 
have been added to the 


foundry, main engineering 
works, and small motor 
ЖД тада. works. A large number of 


special machine tools have 
been installed; up-to-date 
methods of vice alone have been adopted, with 
liberal provision of gangways in the shops and road- 
ways between them ; nd the organisation of the work 
has been remodelled. In addition to the factories 
named above, there are on this site 
the ‘‘ Freezor " fan works, carbon 
works, and conduit works. 
The main engineering works are 
now set apart for all classes of elec- 
trical machinery of 100 h.p. and 


upwards, including turbo-genera- 
tors, low-speed generators, rotary 
converters, and motors, and a full 


equipment of machine tools is pro- 
vided capable of dealing with the 
largest machines required in modern 
practice. | Numerous turbo-alterna- 
tors were being built at the time of 
our visit, and it may here be noted 
that the G.E.C. has always employed 
the solid rotor for these machines, 
with successful results. All G.E.C. 
turbo-alternators of 6,000 КУА and 
upwards are provided with em- 
bedded temperature detectors. The 
machines in hand ranged from 3,000 to 22,500. 
kVA, and were destined for the Borough of 
Marylebone, Bury Corporation, Guest, Keen & Nettle- 
folds, Bolekow Vaughan & Co.. Darlington, New- 


3.—An 8,000-KVA Rotor (SonLip TYPE), TO RUN AT 3,000 R.P.M. 


port, Pretoria, Auckland, and various other British 
towns and works; most of them were designed to 
run at 3,000 r.p.m. .A recent order is a 25-cycle, 


22,500 kVA set to run at 1,500 r.p.m., for Birmingham, 
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Nearly all.these,alternators are to be driven by G.E.C. 
turbines made by Fraser & Chalmers. Several large 


Еа. 4.—A G.E.C. 1,150-KW р.с. GENERATOR. 


rotary converters were also in coürse of construction, 
from 1,000 to 2,000 kW, for London supply conipanies 
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5.—SWITCHBOARD CONTROLLING 


ROTARY CONVERTERS AT BANKSIDE STATION. 
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Four 2,000-KW G.E.C. 


ram a box of sand weighing 10. tons. . Тһе. compressed 
air for the foundry machinery is supplied by a large 
plant in a separate building. 

Special interest attaches to the switchgear works, 
which covers an area of 100,000 sq. ft., and is laid out 
on most carefully planned lines to facilitate quick pro- 
duction. The switchgear ranges from starters and con- 
trollers to the heaviest types of oil circuit-breakers for 
33,000 volts, capable of breaking 800,000 kVA. 

A large amount of work was in progress at the time 
of our visit, including the equipment of a new three- 
storey switch house for’ the Metropolitan Railway, 
London, to control the output of six turbo-alteriators 
at 11,000 volts, a total of 37,000 kVA, all electrically 
remote-controlled ; the main oil switches have a breaking 
capacity of 350,000 kVA each. Some 33,000-volt 
switches were being built for a South Wales company, 
and others have been supplied to a South American min- 
ing company. Truck-type cubicles were being erected, 
and over a hundred of this type have been dispatched 
recently to Bagdad, Calcutta, Bloemfontein, &c.; this 
type is built for 11,000 volts. Various types of oil. 
immersed starters and controllers, in flame-proof cases, 
eere being made for collieries, and draw-out oil switches 
with safety features, pedestal switches with bus-bars to 
form ''unit-type " switches, &c., were seen. ^ On the 
test bed was a panel equipped for testing the G.E.C. 
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Fic. 6.—A 400-A, 45,000-V, Ош 
Switch (ТҮРЕ VII.). 


In the centre are four G.E.C. Self-synchronising Panels. 


and other purchasers. With these machines a self- 
synchronising panel is supplied, embodying many 
G.E.C. patents, for which important advantages are 
claimed. On this system the windings of the starting 
motor are not used as reactances for the main current. 
A converter built for the British Mannesman Tube Co. 
had a double commutator to deal with a current of 5,000 
amperes, and two similar machines for a British paper 
mill were passing through the shop. Rolling-mill d.c. 
motors of 500 to 4,000‘h.p. were being built, the last- 
named being provided with an Ilgner motor-generator 
set, for driving a 26-in. reversing mill. An a.c. motor 
of 900 h.p. to drive a mill in Scotland at 75 r.p.m. was 
also under construction. А ‘‘ Witton " motor of 10,000 
h.p. has been built to drive one of the largest three-high 
non-reversing mills in existence. 

A special type of three-phase totally enclosed motor 
for steelworks has been designed to be capable of quick 
dismantling; over 100 machines of this type have been 
supplied to Messrs. Dorman, Long & Co.’s Redcar steel- 
works, and several were being built. Карр phase- 
advancers and the induction-tvpe synchronous motor 
were also seen in the shop. 

The foundry is believed to be the largest of its kind 
in the Midlands, and is capable of dealing with castings 
up to 30 tons in weight. It is well equipped with cranes, 
lifts, moulding machines, and other mechanical aids, in- 
cluding jar ramming machines, the largest of which can 


biased differential system of cable protection, made 
under McColl’s patents. In addition to the foregoing 


Fic. 7.—A 250-m.p. " WiTTON " INDUCTION-TYPE 
SYNCHRONOUS MOTOR. 


there were many lines of ironclad switchgear, lightning 
arresters. switch and fuseboards, &c., of more modest 
dimensions. | . 


Vol. 90. No, 2,308, Fepruary 17, 1922.) THE. ELECTRICAL REVIEW. 


221 


› 


The ''standard motor works’’ has been specially 
equipped for the rapid production of standard a.c. and 
d.c. machines from 10 to 500 h.p., and the ‘‘ small motor 
works ° deals with motors and generators from the 
smallest sizes up to 10 h.p. Buffing, plating, enamel- 
ling, dipping and other subsidiary processes are carried 
on in separate shops, in which саге ha’ been taken to 
carry off all rumes and vapours. Enamel and lacquer 
are applied solely by compressed air. These shops are 
additional to those connected with the switchgear works, 
which is entirely self-contained. 

Recognising the necessity of carrying on research 
work, the G.E.C. some years ago commenced the organi- 
sation of a central research laboratory at Wembley, near 
London, and development departments at its various 
works which link up the central laboratory with the pro- 
duetion departments. The development department at 
Witton has been lavishly equipped with apparatus for 
efiecting all kinds of electrical, magnetic, mechanical, 
and chemical tests, workshops for constructing the 
models on which new lines of manufacture are based, and 
photomicrographic apparatus. Pressures up to 50,000 
volts are here available, but at the switchgear works 
test pressures up to 100,000 volts are employed. 

One of the most notable additions to the works is the 
'" Magnet ” club house built by the company in memory 
of the many employés who gave their lives in their 
country's service; close by are playing fields, tennis 
courts, &c., and these are fully utilised by the work- 
people in their leisure hours. The G.E.C. has always 
made a special feature of its social work, and its efforts 
have been thoroughly appreciated by the thousands to 
whom its factories afford a means of livelihood. 

Dr. A. H. Railing, managing director of the Witton 
Works, presiding (in the unavoidable absence of Mr. 
Hugo Hirst) at a luncheon given to the visitors, laid 
stress on the fact that the G.E.C. was now in a position 
to carry out contracts for every kind of heavy electrical 
engineering plant, and remarked that 40 per cent. of the 
output of the works was destined to meet orders from 
abroad. The directors held that in order that this 
country should secure its full share of the world’s engi- 
neering orders, it was essential that our manufacturers 
should be able to deal with all the technical, scientific, 
and financial problems that arose, and the G.E.C. had 
therefore aimed at placing itself in a position to do 
everything electrical whilst relying entirely on its own 
resources. 

The general impression resulting from our visit is that 
the Witton works, with the associated turbine and cable 
factories, are capable of tackling any power-station con- 
tract that comes their way, and of executing the work in 
first-class style; that the G.E.C. is equipped with plant 
and staff for ‘‘ heavy electrical engineering " has been 
convincingly demonstrated, though the long list of im- 
portant orders executed during recent years renders 
proof superfluous. The latest contract placed with the 
company, as mentioned in our last issue, is one of ex- 
ceptional importance, not so much on account of its 
value as of its significance. It is an order for the pro- 
vision of the whole of the electrical equipment for 12 
additional motor coaches of 1,000 h.p. each, to enable 
the London, Brighton & South Coast Railway to operate 
its line from Balham to Croydon electrically. The 
motors will be of the single-phase type, 
obtained from Germany, but now to be manufactured at 
the Witton works, and the contract, which is valued at 
about £180,000. is the first of several which will pro- 
bably be settled in the near future. The work will be 
put in hand within the next two months, and is to be 
completed within. 12 months. Thus the G.E.C. on its 
21st birthday made its début in railway electrification 
with alternating current, a circumstance which on every 
count is a matter for hearty congratulation, and of 
happy augury for the future. 


4 


Unemployment.—The number of unemployed on January 
9lst was 10,882 less than a week earlier, being 1,904,300 


^ 


formerly . 


NEW ELECTRICAL DEVICES, FITTINGS, 
AND PLANT. | 


Readers are invited to submit particulars af new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest. | 


A Hand-drying Machine. 


A machine for drying, by means of heated air, the hands 
and face after washing, was recently described by the Elec- 
trical News (Toronto). 'The apparatus is made by the Airdry 
Corporation, of Groton, New York; it consists of a combined 
motor-driven fan and a heating element mounted on a white 
enamelled standard. ‘The apparatus is plugged into a lighting 
circuit and the fan and heating element are put into operation 
by means of a pedal switch in the base of the standard. It is 
considered an extremely sanitary substitute for towels, being 
particularly adapted for use in public lavatories, factories, &c. 


The '' Lomax " Lampholder. 


One of the most annoying of the tasks which fall to the elec- 
trical wireman is the wiring of lampholders. In a small 
space he has to insert leads and persuade them to enter tiny 
terminal holes, often at an awkward angle; and then after 
tightening up the clamping screws, which the average screw- 
driver is not small enough or sharp enough to deal with, he 
has to screw down a ring over the porcelain; finally he has 
to force the little split wood cones which clamp the leads into 
the top of the holder and tighten them up by means of a 
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Fia. 1.—THE ‘* LOMAX '" LAMPHOLDER. 


screw cap. Some designs of lampholder lend themselves to 
the easy execution of one or two of these operations, but few, 
if any, are made with a view to ease of wiring throughout. 
It was, therefore, with no little satisfact'on that we recently 
examined a lampholder which breaks away from convention, 
and which is claimed (a claim which we believe to be true) 
to eliminate half the time usually spent on wiring a lamp- 
holder. 

This, the ‘‘ Lomax " holder, produced by the COMPRESSION 
STARTER & SwitcHGeaR Co., LTD., Penny Lane, Lancashire 
Hill, Stockport, comprises five parts: (1) A porcelain insulator 


Fic. 2.—MetTHop or WIRING. 


with diametrically-oppcsite axial slots in a circular top; pass- 
ing through this are two hollow spring plungers, in the top 
of which are cheese-head terminals sliding in the bore of 
the plungers; the pressing of the plungers raises these, but 
their movement 1s also independent of the upward movement 
of the plungers when their heads are held in position. (9) 
A гып cap fitting on the top of ..e interior, keeping the 
terminal heads pressed down. (3) А screwed brass cylinder 
fitting over the interior and having slots for the lamp pins. 
(4) A brass ring screwing over (3) and pressing down the 
porcelain cap (2). (5) A shade ring. 
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The holder is wired as follows: The сар and top ring are 
passed up the flex and the bared ends of this are threaded 
upwards through two small holes in the porcelain interior. 
The terminal heads are raised by pressure upon the plungers 


and the bared wires are coiled under them. When the ter- 


minal heads are released they fall back and grip the wires. 
The leads are then passed upwards through the slots in the 
porcelain, the cap is brought down upon the terminal heads, 
and fixed by means of the brass ring. The advantage of the 


‚ device will be apparent to our readers. 


The ** Boreas " Portable Air-Blast Set. 

Fig. З illustrates the latest type of '' Boreas " air-blust 
machine made by Messrs. lacy-HurBERT & Co. (1921), LTD., 
91, Victoria Street, S.W.1. The set consists of a high-speed 
positive rotary compressor, driven by a light and efficient 


. ]-h.p. motor. The whole is mounted on a substantial base, 


~ 
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Fic. 3.—THE " Boreas*’ PORTABLE AIR-BLAST MACHINE. 


to which are fitted small wheels or castors. The com- 
pressor is totally enclosed, and runs on ball bearings; the 
motor has oil-ring bearings and ventilated covers. The equip- 
ment is supplied with 6 ft. of flexible hose with an insulated 
nozzle. The standard sizes are built for operation on 110 or 
220-V d.c. circuits, but other voltages can be arranged for. 


Artistic Light Shields. 

The ineaadescence without combustion, which is the peculiar 
feature of electric tight, permits of the use of devices which 
it would be impossible to employ with other forms of illumi- 
nation. A form of light shield is being produced ру MESSRS. 
Spicer & Co., Lrp., 41, Red Lion Strect, Clerkenwell, E.C.1, 


‚ Which is a departure from the usual lines. These ‘ Osiris ” 


shields are made in a variety of shapes, the most effective of 
which is probably the bird form. These models of birds and 
bats are taken from Nature, the bodies being made of cork 
and the wings of- beautifully-coloured Shantung silk, hand- 
painted under the supervision of an exhibitor at the Royal 
Academy and the Paris Salon. The shields are attached by 
means of a counter-balanced wire fitting to the lampholder, 
being held in position by the shade ring. Other models pro- 
duced take the form of masks, which can be attached to the 
'" pips " of inverted lamps fitted in table standards. The 
light shields are stocked in a number of colours, but special 
tints can be reproduced to customers’ requirements. 
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Alternative Passenger Transport.—In thc course of a dis- 
cussion at an Institute of Transport meeting held at War- 
rington recently, it was suggested that the availability of a 


` cheap and abundant supply of electricity might result in the 


development - of railless systems in those places where 
it was not possible, owing to the expenditure which would be 
involved, to run the ordinary electric tramway track. The 
point was raised in a lecture by Mr. E. H. Edwardes, general 
manager of the Lancashire United Tramways, Ltd., who dis- 
cussed the relative merits of the electric tramway, railless 
trolley traction. motor omnibuses, and motor coaches. Mr. 
Edwardes said that in his opinion all these systems had come 
to stay, would be further developed, and become more efficient. 
From estimates, after taking into account capital expenditure, 
the most economical form of road transport for heavy traffic, 
with regular services of not less than ten minutes’ frequency, 
was the electric tramcar; for services of ten to twenty 
minutes’ frequency. railless trolley traction: and for anv- 
thing less frequent, the motor omnibus. А form of traction 
had vet to be invented which could move large numbers of 
people reliably and quickly more cheaply than the electric 
tramway. The railless trolley svstem would be extensively 
used in such cases where tramway tracks required reconstruct- 
ing, but where, owing to the sparseness of traffic, such recon- 
struction would not be financially sound. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have ine writer's name and 
address in our possession. 


A Haulage Problem. 
Perhaps the following will assist " Inquirer” in his 
difficulty :— 
min. 
Assuming the frictional losses amount to 12 Ib. per ton 


weight, the total resistance will be 6x12-72 16. Work done . 


in overcoming resistance = (440X72) foot-pounds = 31,630. foot- 
pounds. 

The load is raised 440X1/3.5 — 195.7 ft. 

Work done in lifting the load 2195.7 X6x92,940 = 1,089 40s 
foot-pounds. 

Н.р. 231,630 4-1,659,408/33,000 = 1,721,088/33.000 = 52.1. 

Assuming the gearing has an efficiency of 70 per cent. at 
full speed, the horse-power required = 75. 

us motor and starter should be either one- or two-hour 
rated. 

Robert Swindlehurst. 
London, S.W. 
February 13th, 1922. 


The Stiffness of Poles. 

In a letter published in your issue dated January 27th, Mr. 
Geo. V. Twiss states that the ratio of transverse to longitu. 
dinal strength of intermediate poles should be three to one. 
and in his penultimate paragraph seems to base his opinion 
on the assumption that the transverse load on the pole due 
to the wind pressure on the wires is approximately three 
times the load that would be thrown on the pole due to the 
breaking of one wire in three. In other words, the assump- 
tion is that the tension in the wire, after break has occurrei, 
Is about equal to the transverse load on the pole due to the 
wind pressure on the wire. [t is seldom so, and there can be 
no fixed ratio because the two things are not even remotely 
connected. 

To take a practical example: On the Clydach Vale-Duffryn- 
Rhondda line of the South Wales Electrical Power Distri- 
bution Со.'в system the conductors are .15 sq. in. and the 
maximum tension in each is 2,000 lb., but let us assume a 
reduced value of, say, 1,500 lb. to allow for a possible slipping 
of the broken wire through its binding and so forth. 


On a 300-ft. span the transverse load due to three conduc- — 
tors is about 960 Ib. (on the existing regulations—namely. . 
25 Ib. per sq. ft. and a ccefficient of 0.6 for rounded surfaces). 


On a 700-ft. span the transverse load is about 1,300 lb. and 


on a 1,200-ft. span about 2,930 lb. The ratio of transverse . 


strength to longitudinal strength with one wire broken would. 
therefore, not be З to 1, but З to 8.02, 3 to 3.47 and 8 to 2.0, 
respectively. 


In an ordinary case the presence or otherwise of an earth. 


wire and its position as well as the wind pressure on both — 


faces of the tower would also have to be taken into considera- 
tion, but the above figures should be sufficient to show that 
in actual practice the ratio varies over wide limits, and is 
nowhere near the figure given by Mr. Twiss. 

It would be interesting, however, if Mr. Twiss would give 


particulars of the lattice steel structures on the long spans 
to which he refers. 


Charles W. Kay. 
London, E.C 4. 
February 18th, 1922. 


. I bey to refer to Mr. Gower Pimm’s article in your issue 
of January 6th, and his letter (in reply to the views I gave) 
which appeared in your issue of February 3rd. 


In recommending that intermediate poles should have а. 


strength in the longitudinal direction of one-third that in the 
transverse direction, I mean a strength to carry the loads for 
which the poles are employed, i.e., the loads due to wires, it 
being understood that the load inherent to the pole itself— 
i.e., wind load on the pole—is already provided for. 

In an endeavour to controvert my view Mr. Pimm makes. 
reference to a total transverse load, half made up of the wind 
pressure on the pole, and half on the wind pressure on the 
wires. These two loads, however, are not ''addable." 
and to equate a wind load which is distributed over 
the pole, to a load applied at the top, for the purpose of 
adding (and thereby getting a total transverse load) is falla- 
cious, as I endeavoured to show on p. 493, Vol. 155, No. 25^ 
of Ње ‘ГЕ. Е. Journal.” 

There is also another fallacy in this connection which can 
be seen by reference to (2) of the further factors involved 
given below. 

Mr. Pimm further endeavours to discount my proposal by 
considering its application with a span halved, and alterna- 
tively doubled. I would point out, however, that the span 
length of a properly-designed transmission line is not an arbi- 


5 miles per hour=5X1,7603/60 ft. per min. = 440 ft. per - 
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trary thing which can be halved or doubled at whim, but is a 
function of the size of conductor and the tension to which it 
is stressed, and that in turn the slip of a binder 1з also con- 

nected to the size of the conductor bound, so that there is a 

detinite connection, in fact, between longitudinal and trans- 

verse stress on the pole. 

The above rule which I have given and recommended is 
intended to be helpful, and has the advantage of being 
eminently simple and practical. 

_ If, however, there are those who prefer to add to the exist- 

ing considerable calculations necessary to correctly design a 

transmission line by further calculations such as Mr. Pimm 

proposes, by all means let them do so; but, in that event (as 

Mr. Pimm's method does not provide for them) they must 

have regard for further factors, amongst which are the 

following :— 

]. Elasticity of the conductors themselves. 

2. The fact that the maximum tension in the wire, and 
hence the load on the pole in the longitudinal direction, 
due to the wires, upon which the deflection calculation 
is based, can only be reached when the wires аге sub- 
jected to a wind blowing transversely to the line; and, 
conversely, when the wind blows longitudinally to the 
line, thus putting on the pole the maximum load due to 
the wind itself, the load due to the wires is less than 
the maximum. 

3. In the case of wood poles the commercial variation in 
(a) the sizes of wood. and taper of any given nominal 
size of wood pole, and (b) in the stiffness of any wood. 
In the case of steel poles the taking-up of manufactur- 
ing clearances in bolt-holes. 

. The movement of foundations due to the slight give of 
the earth itself, which is multiplied considerably at the 
top of the pole. 

. The variation in the slip of binders due to varying sizes 
of conductors, and how well the bind is made. 

6. The entire alteration of the situation in the event of 
suspension insulators being used. 

Many of these factors, however, though of considerable 

influence in the case, are not determinable with any degree of 


dm. 


MII 


exactitude, which, in my view, discounts this method of cai- 


culation as a means of giving the required results. 


Geo. V. Twiss, M.I.E.E. 
[ondon. 
February 9th, 1999. 


The Utilisation of Waste Heat. 


I have read with much interest the letter signed H. E. 
Mitchell, which appeared in your issue of the 3rd inst., on 
раке 157. I attended the joint meeting of the Institution of 
Electrical Engineers and the Institution of Heating and Ven- 
tilating Engineers on the 19th January, but, like the author of 
the letter, had no opportunity of taking part in the discussion. 
I agree generally with the views so clearly expressed by Mr. 
Mitchell, but differ from him regarding certain details. On 


entering a modern electric generating station one is struck’ 


at once with the evidences of evolution; at one end of the 
building will be seen old reciprocating sets now disused, and at 
the other end steam turbine sets, each having an output of 
anything from sav 3,000 kW to 6,000 kW or higher. With 
these latter sets the temperature inside the condenser at a 
vacuum of say 28 in. to 29 in., may be about 90 deg. F., while 
the circulating water may have a temperature of 45 deg. F., at 
the inlet and 70 deg. F. at the outlet. All such temperatures 
are far too low to be of use in heating water to be circulated to 
adjacent buildings. Some steam turbines are provided with an 
opening through which they can be bled: in one such case 
the steam is available at 14 lb. absolute, that is 1 lb. below 
atmospheric pressure, and with a calorific value of about 1,070 
B.th.u. above 80 deg. F. Such steam would of course be quite 
suitable for heating water to, say, 180 deg. F, or 190 deg. F. 
For the reasons above cited I venture to think that Mr. 
Mitchell’s suggestion of using the ordinary steam turbine 
condenser for the public supply of hot water is impracticable. 
My suggestion is that the old disused reciprocating sets should 
again be brought into service and worked at a back pressure 
of anvthing between 2 lb. and 5 lb. gauge pressure. such 
steam either to be delivered to public mains, where hot water 
would not suffice, or to be employed in calorifiers for heating 
water to be circulated in public mains. Under such conditions 
electricity would be generated as a by-product; the charge for 
the exhaust steam, or hot water, supplied to consumers cover- 
ing all the cost of running the plant. 


E. R. Dolby, M.Inst.C.E. 
Westminster, 
February 7th, 1999. 


Referring to the recent joint discussion at the Institution of 
Electrical Engineers, the writer, who was present at the 
meeting, ventures to make a few remarks on a phase of the 
question which does not appear to have received the attention 
it deserves. 

I would lay stress on the fact brought out by Mr. Whysall 
in his paper, that electricity is the true by-product where 
low-grade heat is employed for heating buildings, or industrial 


purposes. To encourage the production and utilisation of this 
by-product, electricity, it is necessary that ready means should 
be available for its disposal. Such means are already existent 
in the network of distributing muins of the electricity supply 
undertakers, and I would submit that the Electricity Commis- 
sioners should devote their attention to the introduction of 
legislation to compel an electricity supply undertaking to pur- 
chase electricity, on stated conditions, from anyone in the 
district served by its network of mains. The price per unit 
to be paid should be, it is considered, the current cost per 
unit for generation by the supply authority obtained from its 
official returns. Users of low-grade heat on a large scale 
would thus be encouraged to install plant for generating elec- 
tricity during the period when heat was required, to the 
ultimate benefit of the community in general and the electrical 
engineering profession in particular. The electricity thus pro- 
duced would be at once absorbed in the supply undertaker's 
network with the minimum loss for distribution. The supply 
from an ordinary heating installation is at à maximum in the 
winter months, when the demand upon the electricity genera- 
ing station is a maximum, and would thus tend to improve the 
load factor of the latter. Several instances have come under 
observation where electricity could thus have been delivered 
into a supply undertaker's mains with, it is believed, consider- 
able benefit to both parties. . 

The idea thus set out is not novel, and there is believed to 
be a privately-owned hydraulic plant in North Britain which 
thus supplies its surplus energy to the iocal supply authority. 
The matter is revived in this connection, as it is considered 
that the necessity for conserving our supplies of coal, and fur- 
nishing a cheap supply of electricity for industrial purposes, 
is of such pressing urgency, that no avenue by which this goal 
may be reached should be left unexplored. 


J. H. Fossett, B.Sc., A.M.I.E.E. 
London. 
February 9nd, 1922. 
[Abbreviated.—Ebps. Exerc. Rev. ] 


Deposits for Specifications. 


I should be glad if you could give publicity through your 
paper to the objection to the practice of corporation bodies 
asking for deposits on the specifications of their requirements. 

In many cases the invitation to tender for these bodies 18 
accompanied by a request for a two- or five-guinea deposit, in 
some instances returnable on the receipt of a bona-fide tender, 
but in several cases just recently my firm has forwarded the 
required fee, only to find on receiving the specification and 
tender forms that the terms of payment, or some other con- 
dition, make it impossible to tender. 

In these days English manufacturers cannot afford to tender 
for plant when the payment is to be deferred, m sume cases, 
for a period of six months or so after the delivery of the goods. 

It is my opinion that if manufacturing firms and merchants 
would refuse in a body to even offer to tender when corpora- 
tion bodies call for deposits, a great deal of annoyance would 
be avoided, and also expense—for when the cost of preparing 
an elaborate tender is added to a preliminary fee of anything 
from two to five guineas, the expense is considerable in those 
frequent cases when the terms preclude firms from submitting 
a tender in accordance with their customary conditions. 

I should be glad to have other readers’ views on ‘this 


matter. 
W. H. Pease, A.M.Inst.M.E., A.F.Aer. Inst. 


London. 
February llth, 1922. 


The Necessity for Skilled Workmanship. 


I read with interest the article of Mr. '' Voltman " in your 
issue of January 27th, and I personally welcome very much 
its appearance in your valuable paper, and feel that there 18 
a necessity that the electrical trade, in general, should abandon 
its passive attitude in respect of electrical work, which is con- 
stantly being carried out throughout the country by so-called 
electricians, who in realitv are plumbers and ironmongers, 
and handymen of every description. "Ai 

Whilst the electrical industrv has made gigantic progress, 
and whilst electricity is daily claiming the place which has been 
hitherto occupied by gas or any other power, there are still 
large numbers of people who maintain the idea that elec- 
tricity is the thing of the future, and that meanwhile, so to 
speak, during the experimental period, the work they may re- 
quire, such as the installation of a few bells, or a few lights. 
can be carried out by the ironmonger or plumber and gas- 
fitter, or any lad who has read about electricity in a children's 
newspaper, and can do a little work when he is at home on 
his vacation. 

Т think it is time that the Electrical Contractors’ Associa- 
tion, as well as each electrical contractor. made 1b 
their business to bring to the notice of the public the fact 
that electrical work, to be carried out properly. reauires know- 
ledge and skill. which most of the above-mentioned handvmen 
lack, and, in addition, it is of vital importance that this work 
should he carried.out in a safe manner, as lighting generallv 
is supplied at a pressure between 100 and 940 volts, which is 
quite sufficient to cause unpleasantness in the form of shocks 
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and leakages, which are so generally found by an electrical 
contractor, when he is called in to remedy breakdowns with 
which the above-mentioned handyman bas unsuccessfully 
battled for days. 


While electricity is the safest and the most convenient means 


of lighting, heating, and cooking when the installation is 
satisfactorily carried out, it is as dangerous as gas, when the 
handymen fiddle about with it. 
Parkstone, 
February th, 1922 
[Abbreviated.—Enps. Eukc. Rev. | 


E. Brontman. 


Private House Lighting at 25 Periods. 


In your issue of February 3rd, you print a very useful ab- 
stract of an address on "' The Electrical Development of Out- 
lying Districts.”’ 

The question of giving a supply for lighting at 25 periods 
is not favourably commented upon in this abstract, and is 
altogether ignored in the four schemes giving relative costs. 

May І say that, after being many years in charge of an area 
supplying power and lighting at 25 periods, and moreover 
living in a private house with lighting at this frequency, the 
almost imperceptible ' ` flicker '' is really not noticed. 

Granted, *' flickering "" does occur, but it is only troublesome 
under certain conditions, and the exercise of a little common 
sense is all that is needed to remove the trouble. 

Roughly, the circumstances in which "' flicker ” is noticeable 
is when a lamp hangs over a bare white table eloth or drawing 
board, or in light rooms, such as a white bathroom. 

In any case the trouble can be so modified as to be unnotice- 
able by well-chosen lamp positions, '' frosted "" lamps, indirect 
of semi-indirect lighting, and can be entirely. eliminated by 
the use of carbon-filament lamps if absolutely necessary. 

For all practical purposes, however, if the supply is available 
at 25 periods, there is no reason why distribution should not 
be carried out at that frequency. After all, the chief reason 
of the development of outlying districts is to give the public 
an ' adequate and cheap " supply of electricity on commercial 
lines, and the conversion of electricity through rotary 
machines, apart from increased capital cost, entails standing 
charges which should be avoided at all costs in these schemes. 


Pontvpool (Mon). Theo. R. Kernick, A.M.I.E.E. 
February 10th, 1922 Ж 


[It would be interesting to know whether the long-con- 
tinued use of a frequency of 25 cycles resulted in any physio- 
logical effects on the evesight. The flicker might be reduced 
hy supplying electricity at a low pressure—100 or even 50 
volts—or on the condenser svstem, which enables low-voltage 
lamps to be run in series; the thicker filaments thus made 
possible would no doubt undergo less fluctuation 1n. tempera- 
ture.--Eps. Eurec. REv.] 


An Overworked Iron, 


With further reference to the 100-volt electric iron which 
wás used on a 200-volt circuit, and Mr. Davis's reply to my 
letter of the 3lst ulto., it appears that your correspondent 
chooses to be rather more personal than precise in his re- 
marks. However, after condensing the statement made by Mr. 
Davis, we are able to discover the ‘ nigger " in this ap- 
parently " wonderful" performance, which is, that the cur- 
rent was only applied to the iron for a few minutes at any 
time, being switched off before becoming red-hot, all of which 
goes Чо prove that the performance was not in the least won- 
derful. In fact, any iron of well-known British make wouid 


have given the same, or quite probably better, results than - 


that attributed to the iron in question. 

Your correspondent states that an electric iron ''is never 
In use continuously during ironing operations." The fact 
that an electric iron can be used continuously, is one of the 
prime arguments in favour of using electric irons in prefer- 
ence to any other, since they are usually designed and loaded 
in order to promote a saving in time and prevention of heat 
loss in the iron during the process of ironing. It is evident 
that if an electric iron is to be switched off every few minutes 
to prevent over-heating and burning of the material, ironing 
under these conditions would become not only laborious hut 
extremely dangerous. 

With regard to the supposed incorrect statements of paa 
and face area on which mv calculations were based, T heg 
to remind Mr. Davis that the original article on this ‘subject 
was devoid of any technical details, and some presumption 
was necessary in order to arrive at a concrete argument, The 
loading applied, however, to well-constructed irons of 4-5 lb. 
size, is approximately 400 watts. As to face area, I agree with 
him that this was probably incorrect, but the incorrectness 
was distinctly in his favour—the average face area of this 
size of iron being 18/20 sq. in.. which would make the load- 
ing considerably more than 64 watts per sq. in. 

It would be very interesting to know what electrical heating 
apparatus (other than water-heating appliances) is loaded to 
'* 61 watts ner sq. in. and more.” 

London, W.9, 

February 13th, 1922. 


cAbbreviated.—Eps. Eurc. Rev.] 


Wm. B. Scourfield. 


Charging for Services. 

In a recent issue of your paper the question of ** charging 
for services " was raised by " A Contractor." It would be 
perhaps both useful and interesting to know on what basis the 
present usually excessive charges are made by many supply 
authorities in the London area for connection to their mains. 
Your own explanation and the information to be found in the 
“ Electrical Contractor's Year Book ” throw no certain light 
on this important issue. These charges vary considerably in 
different supply areas, and usually represent a considerable, 
very often a prohibitive, percentage of the total cost of instal- 
lation, and are an undoubted hindrance to electrical develop- 
ment, particularly with potential domestic users—a class, the 
importance of which we have heard so much about recently ! 

Where service lines are required to be laid on partly public 
and partly private ground, as is usually the case for ordinary 
houses, or even shop premises, the writer has known cases 
quite recently where a few feet of the supply cable has cost 
the unfortunate potential consumer as many pounds and more 
in initial outlay. Nor does this cable even become the pro- 
perty of the consumer who has paid so dearly for it, but 
presumably in a few years’ time it will be paid for again—by 
a grateful community ! 

In any case, if as is stated, up to 60 ft. is allowed free on 
public ground, there appears to be nothing to prevent the 
supply authorities from recouping themselves by charging any 
figure they care to for the remaining portion of the service 
line, which almost invariably terminates on private property! 
It would be enlightening to know if this is the case generally 
or whether there exist any regulations governing the chargea 
for service lines laid on private property—in the interests 
of both the consumer and electrical development generally, so 
far as the smaller, but more numerous, class of installation 


is concerned. 
| W. A. Chambers. 
London, W.C.2, 
February 13th, 1922. 


Electrically-heated Oil Filters, 


I shall be pleased, and I feel sure quite a number of engi- 
neers similarly placed as myself will be grateful, to know of 
a lubricating oil filter heated electrically instead of by steam 
or hot water. We use Diesel and gas engines, and conse- 
quently have no steam available; heating coils placed round 
exhaust pipes make a clumsy job, as each engine has to be 
so treated for only a small filter, and hot water from either 
the vaporiser or cireulating tank is also out of the question, 
as they are too far away, and long pipe lines are unsatisfac- 
tory. 

I have seen filters placed near exhaust pipes, but in such 
а ease you must either shift the filter from engine to engine 
or run the engine up. I have also seen them placed near 
the gas generator, but here dust is a great objection. 

To me the only solution appears to be a filter heated elec- 
trically ; the element can either be a sealed one, or one of the 
open type, but neither must come in contact with the oil in 
апу wav, and to do this the filter should be in two distinct 
parts, the one the filter proper, under which is the small 
heating element, and the other a receptacle to receive the 
clean oil. / 

Can anyone put те їп touch with such a device, ог one 
which will do the work equally well? 

Filter. 


February 8th, 1922 


A Distribution Problem. 


I have read with interest Mr. W. J. U. Sowter's letter under 
the heading of '' A Distribution Problem." Mr. Sowter may 
be interested to know that the Northwood Electric Light and 
Power Co. distributes single-phase a.c. on a three-wire system, 
but the supply received in bulk is three-phase. The system 
was previously d.c., three-wire, and the change-over was 
effected without any alteration of the distributors other than 
splitting the network into three separate sections, each fed by 
a feeder or feeders. The transformers are wound delta on the 
3-phase high-pressure side, and on the low-pressure side the 
windings are arranged in three separate single-phase units, but 
by means of links the transformers can be star-connected tor 
3-phase 4-wire distribution if they should ever be required for 
that purpose. Of course it 1s obvious that each section of the 
network is- supplied from one phase, and whilst interconnec- 
tion of distributors is possible on that section it is not possible 
to interconnect the whole system. An approximate balance 
between phases has to be obtained, and in gaining this the 
network may have to be split up so that certain distributors. 
previously part of a ring main, now run to dead ends, with 
a consequent pressure drop. It will be seen that in order to 
obtain balance between phases and steady pressure on all 
sections the feeding points тау have to be re-arranged, and 
additional feeding points provided. If Mr. Sowter is relaying 
a large section of his mains and sees a reasonable chance of 
obtaining a bulk supply, he would have an excellent oppor- 


tunity to arrange his network with a view to splitting it up 


later on. Another method would be to distribute two-phase 
three-wire through Scott-connected transformers; in hbis case, 
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of course, the neutral would have to be of larger cross-section, 
an] when the bulk supply was taken it would probably be 
necessary to relay the original three-wire mains. | | 
Electricity Offices, Northwood. : 


H. Payn. 
February 13th, 1922. 


[n connection withthe above subject and Mr. Sowter's 
recent letter in the Review, if the point he 15 mainly exer- 
ced upon is that of giving a three-phase four-wire supply, I 
would point out that such a supply may be given from a three- 
ere cable, if a suitable static balancer is installed adjacent to 
the location of the load or loads to be supplied. The provi- 
son of such а balancer, which in the case of three-phase dis- 
tnbution should preferably be of the interconnected-star type. 
mil allow а neutral connection to be taken from its star 
mint for the purpose of providing a neutral for the l.p. dis- 
mbution system. Clearly this results in a certain amount of 
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saving, so far as cable costs are concerned, particularly when 
the question is one of changing over an existing distribution 
network. If it can possibly be arranged each balancer should 
be located so that a neutral wire can be derived for supplying 
several consumers as distinct from a balancer for each con- 
oe as by this means the total outlay on balancers 18 re- 
осей. | | 

I enclose herewith for your perusal, sir, and for Mr. Sowter, 
if you will be good enough to send it on to him, copies of 
a paper dealing with three-phase, interconnected-star static 
balancers, and I trust these will be of some interest. 


| S. Austen Stigant, 
X Manager, Transformer Department, 
London, S.E.7, Johnson & Phillips, Ltd. 


February 13th, 1922. 


[Several letters have been held over owing to pressure on 
our space.—Eps. Erre. Rev. ] | 


BUSINESS NOTES. 


Bankruptcy Proceedings.—James Victor Ficains, electrical 
engineer, carrying on business at 3, Pottery Terrace, Alexan- 
dra Road, Newport.—The creditors met at Newport on Feb- 
mary ith. Debtor estimated his liabilities at £752 and his 
iets at £38. He attributed his failure to bad debts, loss on 
a whtract, and strikes. Не said that prior to Joining. the 
\rov, ш Which he had served five years, he was a plumber 
at Portsmouth. In November, 1919, he started business at 
Nexport as Figgins & Bridges, but since February, 1921, he 
arried on the business in his own name. The Ofhcial Re- 
ceiver remains trustee. | | 

A. C. Ixce (formerly the Newcastle Electrical Engineering 
Co.. now with a partner under the style of The Tyne Electrical 

Industries), electrical contractor, 21, Fenkle Street, New- 
` astle-on-Tyne.—Receiving order made February 6th оп 
debtor's own petition. First meeting, February 22nd, at the 
(meial Receiver's offices, Newcastle-on-Tyne. — Public. ex- 
amination, February 23rd, at the County Court, Newcastle-on- 
[rne. | 

F. A. S. М№окмсы, (Lewisham Electric Wiring Co.), elec- 
trial engineer, 273, High Street, Lewisham, S.E.—Last day 
‘or proofs for dividend, March Ist. Trustee: Mr. T. Gourlay, 
3, Russell Square, W.C.1. 

V. B. WORTHINGTON, electrical and mechanical engineer, 
Elemere Yard, Walkden, Lancaster.—l;ast day for proofs for 
avdend, February 25th. Trustee: Mr. J. G. Grant, Ofhcial 
Reæiver, Byron Street, Manchester. | 

M. Watkinson, Н. Watkinson, and A. WaTKINSON (Watt 
and Co.), electrical and mechanical engineers, 22 and A, 
aimer Road, Sheffield.—Last day for proofs for dividend, Feb- 
mary 2th. Trustee: Mr. T. C. Parkin, Junr., 36, Bank 
‘treet, Sheffield. 

W. HURWORTH and A. A. WarMovGH (Hurworth, Wat- 
magh & Co.), electrical engineers. 41, Town Street, Horsforth, 
anil, Back James Street, Harrogate.—First meeting, Feb- 
nary Brd, at the Official Receiver's Offices, Leeds. Public 
eamination, March 21st, at the County Court House, Leeds. 


Company Liquidations.—STrockwELL & Oums, Ітр., elec- 
mal power contractors, 164a, Pentonville Road, London, N. 
—\з briefly reported in our last issue, pursuant to Section 188 
ef the Companies (Consolidation) Act, a meeting of the credi- 
tas of the above took place on the 3rd inst. at the offices of 
Messrs. Waissen Wilson & Co., C.A., 2, Fenchurch Avenue, 
EC. when the representative of Messrs. Crompton & Co. 
presided. A statement of affairs was submitted showing the 
m«ition of the company as at January 13th, 1922, the date of 
the resolution for winding up. The liabilities amounted to 
NXS, all due to unsecured trade creditors, while the assets 
"ere estimated to produce £468, and comprised sundry 
debtors estimated at £190; stock £257; plant and tools esti- 
tited to produce £10; furniture £10 15s. There was thus a 
iefciency disclosed of £1,800. Mr. Holmes (the liquidator 
af the company) stated that the company had only been in 
емделсе a comparatively short time, and the present position 
bad been brought about simply in consequence of the drop in 
“lues and the falling market generally. The directors of the 
"üpany were Mr. Mepsted and Mr. Hayward, while Mr. 
Sekwell was the managing director. Tt appeared that the 
managing director had „given, out contracts .to ,Messrs. 
Crompton and Messrs. Siemens to the extent of £5,000 for 
machines, and the deliveries were to be arranged over a sub- 
vent 12 months. From October, 1920, however, the 
arket prices were continually falling, and to such an extent 
‘hat it was impossible to realise the purchase price of the 
conde, In these circumstances the managing director asked 
the "anous creditors concerned to delay deliveries. Eventu- 

Y it was found that the company could not go on, and the 
matter was brought to a head by Messrs. Siemens obtaining 
à ludgment against the.company for the amount of their 
ebt. Mr. Osborne, who represented creditors, asked ques- 


tions with regard to the deliveries made by certain creditors, 
and it was stated that the last balance sheet of the company 
was got out in October, 1920, and this showed a profit of £330. 
Asked as to the stock which was held, it was stated that this 
included various Siemens machines and a d.c. motor, while 
Messrs. Hurst had supplied two machines which they claimed 
were sold on sale or return. The sales of the business since 
October, 1921, had been £1,107, while the payments to 
creditors and other expenses of the business were £950. A 
considerable discussion ensued. In the result it was decided 
that Mr. W. Osborne (of Messrs. Corfield & Cripwell) should be 
appointed as joint liquidator with Mr. Holmes, with a corn- 
mittee of inspection consisting of the representatives of 
Messrs. Crompton & Co., the English Electrie Co., and the 
General Electric Co. The following are creditors :— 


£- £ 
General Electric Со. ... с 136 English Electric Coi... .. 908 
‘Siemens Bros. ... - к 25 English Electric and Siemens 
Simplex Conduits, Ltd. зз 12 Supplies, Ltd. ... — .. .. 69 
_Crompton & Со. - .. 1270 Marshall & Plumtrce, Ltd. ... 40 
Edison Swan Electric Со. ... 15 Tucker (J. Н.) & Co. ... . 30 
‘Edwards (C. J.) & Son ... oE 21 


Tae WiLsox-WoLr ENGINEERING. Co., Lrp.,. 172, Thornton 
Road, Bradford.—In pursuance of the provisions of the Com- 
panies (Consolidation) Act, the creditors of the above were 
called together recently at Tanfield Buildings, Hustlergate, 
‘Bradford. Mr. R. S. Dawson (the liquidator in the volun- 
tary liquidation -of the company) submitted a statement of 
affairs which disclosed ranking liabilities of £9,545. The in- 
debtedness to the trade was £3,142, while there were cash 
creditors for £4,532, and the bank was interested for £1,850. 
There was also a fully-secured creditor for £4 lls. ld., and 
‘partly-secured creditors for £259. The latter held securities 
valued at £239, thus leaving £20 to rank. The assets were 
estimated to realise £7,945, from which had to be deducted 
£535 for preferential claims, leaving net assets of £7,410, or 
& deficiency of £2,135. The assets were as follows: cash in 
hand, £23; plant and machinery, 24,910; fixtures and fittings, 
-£126; patterns, £99; stock, &c., £2,990; book debts, £477: 
and surplus from fully-secured creditors, £20. The issued 
capital of the company was £6,003, and as regarded the con- 
tributories there was a deficiency of £8,138. It was pointed 
‘out, that in addition to the capital the directors and their 
friends had subscribed £4,000 by way of loans. The deficiency 
account showed that on March 31st, 1919, there was an excess 
of assets over capital and liabilities of £309. During the year 
‘to March 81st, 1920, there was a Toss on the trading of 
£2,181, while in the following year the loss was slightly in 
excess of £23,000. Between May lst and October 31st there 
was a loss of £1,635, while since the latter date there had 
been a further loss of rather more than £600. The company 
was registered in 1906. The present position had been 
brought about by the moulders' strike and the coal strike. 
The creditors unanimously resolved to confirm the voluntary 
liquidation, with Mr. Dawson as liquidator, and appointed an 
advisory committee consisting of .the representatives of 
Clement Talbot, Ltd., the Hoffman Manufacturing Co., Ltd., 
and the Concordia Electric Wire Co., Ltd. 

Devon HYDRO-ELECTRIC AND DEVELOPMENT Co., Ltp.—Meet- 
ing of members March ®th at 52, Queen Street, Exeter, to 
hear an account of the winding up from the liquidator, Mr. 
T. W. W. Melhuish. | P y а 


Dissolutions of Partnership.—GEo. MITCHELL & Co., electri- 
cians, Market Bridge Mill, Burnley.—Messrs. G. Mitchell, 
F. S. Myers, and D. Roscoe have dissolved partnership. 
Messrs. Mitchell & Myers will attend to debts and continue the 
business under the same style. ' ЖЕ. | 

W. H. Inman, electrical engineer, 88 and 40, North Road, 
T.ancaster.—Messrs. W. Н., J. E. and D. Inman have dis- 
solved partnership. Mr. W. H. Inman will attend to debts 
and continue the business, ME | 

E 
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F. Watson & Co. and ADVANCE ELECTRIC LAMP & ACCESSORIES 


Co., electrical engineers and electrical factors, ll, Northumber- . 


land Alley, E.O.—Messrs. F. Watson, G. P. Watson, and С. 
Bennett have dissolved partnership. Debts will be attended 
to by Messrs. Watson & Bennett. | 

HunLINGHAM ELECTRIC Co., electrical engineers and con- 
tractors, 283, New King’s Road, Fulham, S.W.—Messrs. P. 
Walker and Е. С. Ferrier have dissolved partnership. Debts 
will be attended to by Mr. Walker, who will continue the 
business under the same atyle. 

MARSH & SANDERSON, electrical engineers and contractors, 
&c., Station Road, Ossett.—Mr. A. H. Marsh and Mr. J. W. 
Sanderson have dissolved partnership. Mr. Marsh will attend 
to debts and continue the business in his own name. 

Dyson & Оврем, electrical engineers, 16, Savile Park Ter- 
race, Halifax.—Messrs. L. Dyson and H. Ogden have dissolved 
partnership. | 

HEATH, RICHARDSON & Co., electrical, motor and general 
engineers, auctioneers, and valuers, Wood Street and Bawtry 
Road, Doncaster.—Messrs. L. J. Heath, A. C. Richardson, and 
L. Ketley have dissolved partnership. Debts will be attended 
to by Messrs. Bell & Watson, accountants, 2, St. Sepulchre 
Gate, Doncaster. 


Trade Announcements.—Messrs. SIMPLEX CONDUITS, LID., 
have completed arrangements for a joint sales service with 
their associate company, MESSRS. CREDENDA CONDUITS Co., 
Lrp., whereby all Simplex and Credenda productions will be 
available throughout the branches and depots of both com- 
panies. The arrangement is essentially one of sales organisa- 
tion, but as such it deals only with actual productions of the 
companies, leaving untouched the usual factored lines in which 
each will continue its own course of action as before. The 
manufacturing policy of neither company will be affected. 
Apart from the chief common manufacturing of conduit, con- 
duit fittings and wiring accessories, the two companies will 
continue to produce the following :— 


\ 
Messrs. SiuPLEX. Сокот, Ltp.—Water-tight fittings and ironclad distribu- 


tion boards, switch and fuse gear, enclosed fuses and fuse wires ; colliery 
lighting units and industrial lighting fixtures ; malleable and grey iron cast- 
ings; electric lighting fixtures and illuminated signs. | ў m 

Messrs. CREDENDA CoNbDuiTs Co., Lrp.—Domestic electric heating and cook- 
ing appliances, ship, tramway and railway carriage electric heating units; 
heating elements for scientific "purposes. | 

Mr. G. S. 'Тномлз, having started business at Oswestry, 
Salop (his address is 10, Beatrice Street) desires to get into 
touch with firms marketing small self-contained . electrical 
machines, such as coifee-mills, sausage-cutters, ice-cream 
freezers, hair-dressers’ appliances, &c. 

The business of Messrs. F. J. Suenton & Co., LTD., has 
been purchased by a new company, which will carry on under 
the same management and зѓаї with the title of SHENTON AND 
Co., LTD. | 

Messrs. SMITH, RosERTS & Co. have commenced business 
as electrical engineers at Horsmonden (Kent). | 

Messrs. Нїваз Bros., of Sand Pits, Birmingham, inform 
us they are shortly opening a branch at 84, Albion Street, 
Leeds, to deal with all the sales in Yorkshire. | 

THe Lonpon Factors & AGENTS, тр., 39, Parliament Street, 
London, S.W.1, announce that their registered cable address 
is " Lonfacgent, London,” and for inland telegrams `` Lonfac- 
gent Parl.” | | 

Messrs. А. V. WILLMOTT, Son & PHILLIPS, electrical engi- 
neers, &c., 194-197, Minories, E.1, notify us that they have 
been appointed sole British agents for Messrs. Nestler & Co., 
Ltd., of Briesen, Czecho-Slovakia, for all kinds of porcelain 
insulators. | 
Messrs. FERGUSON, Pain, Lro., of Manchester, inform us 
that the Midland Counties district office has been removed 
from Guildhall Buildings, Navigation Street, Birmingham, to 
Daimler House, Paradise Street, Birmingham. Telephone 
number : Midland 2594. 

The VicroR ManuracturinG Co. (Н. F. Beaty & C. E. Swal- 
low), informs us that it is to be wound up, and will cease 
to carry on business after February 18th. 


Catalogues and Lists.—THe Heavy CURRENT ELECTRIC ACCES- 
sorirs Co., Park Road, Edmonton, N.9.—4A trade price list of 
switches, switch-plugs, wall-plugs and sockets, and connectors. 
Illustrated. 

THE ENTERPRISE MANUFACTURING Co., Gun Street Electrical 
Works, Bishopsgate, E.1.—Current price list, for February, of 
electrical accessories. | 

Tug DaAMaRD ТАСОСЕВ Co., Ітр., Warwick Road, Greet, 
Birmingham.—A pamphlet advertising “ Damard” and 
" Damarda ” lacquers. | 

THE GENERAL ELEcTRIC Co., LtD., Magnet House, Kingsway, 
W.C.2.—Leaflet No. O 2693, illustrating and describing the 
““ Handilite ” flash lamp, containing a small dynamo. Leaflet 
No. 2676, giving a list of revised prices of automatic circuit 
breakers. у, 

THE Victory Pire Joint Co., Ітр., 28, Victoria Street, 
S.W.1.—An illustrated price list of '' Victaulic ” pipe joints for 
pipes of from 1 in. to 72 in. diameter. 

THe Hart MaNvracrURING Co., 76/77, Rochester Row, 
Westminster, S.W.1.—A well-illustrated and  fully-priced 
catalogue of " Diamond H ” switches of various patterns, 
push-button plates, &c. ` 

Mn. Н. W. SuLLIvAN, 368 and 369, Winchester Hovse, 
E.C.2.—New illustrated price list (W 3) of apparatus for wire- 


less transmission and reception, including condensers, induc. 
tances, oscillation transformers, coupling coils, tuning cir. 
cuits, &c. 

CHELTENHAM Works, LTD., 86, Acre Lane, Brixton, S. W.3.— 
An illustrated list describing several types of © Relmuac " and 
" Super-Relm ” lathes. 

SLOAN ELECTRICAL Co., Ltp., 8-12, Golden Lane, E.C.1.—4n 
illustrated and priced list of electric lighting httings made by 
Messrs, Peyton & Peyton, Ltd., of Birmingham, for whom 
the Sloan Co. is the London district agent. 

JHE GENERAL ACCESSORIES Co., Lro., 125, High Holborn, 
W.C.l.—A well-illustrated price list of electrical accessories, 
including switches, lampholders, adapters, bell pushes, ceiling — 
roses, fuseboards, &c. | 

MicHELL BEARINGS, Imb., South Benwell, Newcastle-on- 
Tyne.—A new edition of `* lhe Michell Bearing Book," giving 
notes on the principles of scientific lubrication and illustrations 
of the construction of Michell bearings, with full description. 

WESTINGHOUSE ELECTRIC INTERNATIONAL Co., East Pitts 
burgh, Pa., U.S.A.—Price supplement for general catalogue, 
dated January, 1922. 

Messrs. MARSHALL & PLuMTREE, Lro., 20, High Holborn, | 
W.C.l.—An illustrated and priced leatlet describing the 
`* Granta ’’ testing set. 

ELECTRICAL Conbuits, LTb., Anchor Works, Birch Street, 
Walsall.—List No. 50, giving prices of conduits and conduit 
fittings of numerous types, including connector boxes, switches, 
and ceiling rose fittings. 

THE CONSOLIDATED Pneumatic Toon Co., Lro., Egyptian 
House, 170, Piccadilly, W.1.—Circulars No. 74, dealing with 
the `* C.P." rock aril; No. 75, describing the " Little Giant’ 
hammer drill; No. 76, giving an illustrated description of 
“С.Р.” electric welding plants; and No. 77, relating to '' Class 
N ” self-oiling steam aud belt-driven air compressors. 

AUTOMATIC & ELEcTRIC Furnaces, laD., 281 & 283, Gray's 
Inn Road, W.C.1.—An illustrated leaflet giving particulars ot 
u method of heating incubators by electricity. 

Mn. CHARLES MAYFIELD, 3, Duchess Road, Clifton, Bristol.— 
A typewritten circular advertising a magneto flash lamp. 


Our Foreign Trade.—Jaxvary Ficures.—The following 


were the values of imports and exports of electrical goods and 
machinery during January, 1922 :— 


January, Inc. or 
1922. dec. 
Imports— & £ 
Electrical goods and apparatus .. 111,710 — 130,932 
Machinery  ... TE 7,522,396 — lilt 
Exports— = 
Electrical goods and apparatus ... 802,209 — 492 689 
Machinery _... x Ке 5,199,824 — 2,260,440 
Re-ex port s— K 
Electrical goods and apparatus ... 12,165 = 15.333 
Machinery ... gos ba 68,458 — 64,974 


Workmen’s Compensation.— The Executive of the Miners’ 
Federation met the Home Secretary on February 9th, when 
it made a request for new legislation for workmen's compen- 


sation, embodying the recommendations made in the Holman 


Gregory report. The special legislation passed during the war. 
Increasing the amount of the total disablement allowance in 
consequence of the increased cost of living expires at the 
end of the present year. The miners therefore asked, as ап 
alternative, in the event of the Government's not dealing with 
the recommendations of the Holman Gregory report, that there 
should be a short Act passed' continuing the payments to 
disabled persons at the present level. The Home Secretary, in 
reply, admitted that steps would have to be taken to get 
an agreed measure through the House this year, because ot 
the fact of the expiration of the war legislation. He invited 
the Federation to submit proposals to him which might assist 
in getting a measure before the House of Commons on which. 
there would be substantial agreement.—Daily Telegraph. 


New India Company.—A new concern has lately been 
formed at Naosari (Baroda) with a capital of 5,000,000 rupees.: 
and the title the Naosari Electric Supply Co. 


Swedish Locomotives for France.—It is reported that the 
Allmánna Svenska Elektriska A.B., of Vasteras, has succeeded 
in concluding a contract for the delivery of 30 electric loco: 
motives to the French State Railways. If the report i 
correct a French contemporary states that it is regrettabk 
that the State Administration has placed a relatively important 
order abroad while the French industry is in a state ol 
atrophy. As compared with this statement, it was recentls 
announced that the syndicate dealing with the electrification of 
railways (Schneider-Thomson-Houston and Jeumont group. 
was on the point of entering into a contract for 80 electric 
locomotives and 80 motor-coaches to be supplied to the Paris 
Orleans Railway Co. 


Rating of Machinery.—A Bill has been presented by Si: 
James Remnant in the House of Commons to amend the lan 
relating to the rating of machinery; it provides that onh 
fixed machinery shall be valued for rating purposes. 


Patent Restoration.—An order. has been made restoring 
patent No. 19.851, of 1910, granted to Alphonse Constante Rey 
rolle and A. Reyrolle & Co., Ltd., for '' Improvements relating 
to electrical cut-outs.” m | 
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and the E.T.U., which were abstracted on p. 194 of our last 


London Electricians’ Wages.—In accordance with the 
national wages agreements entered into between the N.F.E.A. 


gae, the wages of electricians in. london were reduced 


from 


Je. 3d. to 2s. lid. per hour as from the second 


pay-day in the present month. This rate remains in force 
up to and including the first pay period of June next. The 


rate for | auxiliary workman assisting electrician," being 60 
yr cent. of the rate paid to fully-qualified journeymen, 1s 


reduced to 15. 51d. an hour. 


f: 


F 


Lead 
port of 


Report.— Messrs. JawEs Forster & Co., in their re- 
February lith, state that closing prices on February 


ith were £20 155. for February and £20 12s. 6d. for April, 
against £21 5s. for both positions at the end of the previous 


week. 
amount 


" Imports into London and Liverpool only, last month 
ed to 14,500 tons, and the total for January will pro- 


bably be about 17,000 tons. This month will show a much 
reduced quantity, but probably suthcient for the existing 
indifferent trade conditions.” 

An Edinburgh Exhibition;—The many uses to which elec- 
tneity сап be put in the house will receive practical illustra- 


ton at 
which 


an Ideal Homes, Housing, and Health Exhibition, 
is to be opened on the 2th inst in the Waverley 


Market. Edinburgh. All the latest labour-saving devices will 
le on view, the exhibitors including the Corporation Electri- 


цу Department, the Edinburgh branch of the E.C.A., and a 


nunber of Well-known electrical firms. 
Unemployment and Health Insurance.—A joint commit- 


tee has 
Labour 


een appointed by the Ministries of Health and 
to consider the possibilities of bringing the unemploy- 


went and health insurance schemes under one administration. 


For Sale.—4AssETs Auctions Co., LmD., will sell by auction, . 


an February 22nd, at 119-191, Newington Causeway, drilling 
‘nuchines, forge blowers and electrical accessories, conduit, 


HNES, 


&с. (бее our advertisement pages to-day.) 


The British Industries Fair, 1922.—This year’s fair, which 


aens on February 27th, will be divided into two sections only 


inate’ d 


of three as last year, the attendance at the Glasgow 


textiles) section having been considered insufficient. to justify 
its continuance. The London section will be devoted, more 


r leas 


wholly, to '' faney ’’ goods and the smaller articles of 


cammerce. ‘The Birmingham section, which is of the greater 
interest to our readers, is again being held at Castle Brom- 
mich Aerodrome, and а large number of engineering firms are 
rarticipating. A more detailed reference to this matter will 


ne mad 


Copper and Lead Prices.—Messrs. F. Ѕмітн & Co. report 


ein our next issue. 


February 14th :—Copper (electrolytic) bars, £65 10s., £3 15s. 
leerease: ditto, ditto, sheets. no change; ditto, ditto, wire 
nds, £85 10s.. 5s. decrease; ditto, ditto. h.c. wire, 104d., 4d. 
толке: silicium bronze wire, 1s. 24d., 4d. decrease. 

Missus. James & SHAKESPEARE report February ]5th:— 


i? Трег 


bars, sheet and rods, £92, £2 decrease; English pig 


wid, £21 15s., 153. decrease. 


The German Electrical Industry.—The trade reports issued 
tenthly by the Prussian Chambers of Commerce, which 


showed 


a decline in the amount of new orders booked in 


прег, now record a further diminution for the month of 
пагу. At the same time it is said that the old orders on 
wand will provide work for a long time forward, 

Works Committees.—At a recent meeting of District 
(эше (No. 2) Electricity Supply Industry (Yorkshire, &c.). 


il. Was 


reported that the two sides had agreed to co-operate 


w ure the formation of Works Committees in undertakings 
“4 already possessing them, on the lines of a '' model con- 
auton " formulated by the National Council. Trade Unions 


in| ele 


etricity undertakings are being communicated with on 


ttis matter. 


Ап Industrial Appliance Exhibition.—During last week 
‘be GENERAL. ELECTRIC. Co., LTD., devoted a showroom 
a Mamet House, Kingsway, to a display of apparatus and 


"bilan 


se. Th 


ces necessary to efficiency in industrial establishments, 
e term '' industrial" was given a broad interpreta- 


tn which admitted a number of things not usually classed 
under that head. The display possessed the quality of variety. 
Mumrous lighting fittings, such as lanterns, flood-light pro- 


far, 


and ship's lighting equipment, were shown, as well as 


: cslour-matching unit fitted with two * Osram " gasfilled 


amps 


one blue-tinted. There were electrically-heated towel 


"i* and hot-water radiators fitted with immersion heaters, 


vàng 


wax heaters, and sterilisers for surgical instruments. 


“през of pedestal switchgear and of standard dockyard plug 


“INES 
iM 


were included. Two watertight lamp fittings which 


been immersed in water for at least six months were 


Tienstrated to have justified their name. A large range of 
"Hon" fractional-h.p. motors appeared, and '' Witton- 
Aimer portable, bench, and post drills were exhibited and 
En Powers demonstrated. Applications of the motors to 
тайи, polishing, and buffing machines were also shown. 
‘te ather exhibits included telephones, cookers, accumulators, 
"tc muffles, &c. 


,Plering Exhibition at Liéde.—The Board of Trade 
w: announces that an International Technical Exhibition 


d En 


"neering will be held at Liége during June and July 


РА 


under ће auspices of the Association des Ingénieurs de l'Ecole 
de Liege. The exhibits will include machines and equipment, 
instruments, models, books, plans, diagrams, and all docu- 
ments relating to engineering. Applications for space should 
be addressed to the secretary, 16, Quai des Etats-Unis, Liége. 


Book Notices.—'* Lockwood’s Builders’ and Contractors’ 
Price Book, 1922," 776 pp. London: Crosby Lockwood and 
Son. Price 7s. 6d. net.—[fhe Electrical Section of this com- 
prehensive work has been brought up-to-date and enlarged. 
Some notes comparing pre-war and post-war costs of electrical 
installations are included. А number of typical cases are 
taken and the probable cost of installation and maintenance 
18 given in detail. As an example of the general conditions to 
be complied with in wiring premises, those used by the City 
of London E.L. Co., Ltd., are reproduced. Electric lamps 
are dealt with fully, and notes on radiators, cooking appara- 
tus, &c., also appear, as well as inforination regarding motors, 
conduits, accumulators, and intercommunication telephones. 

“ The Technology Reports of the Tohoku Imperial Uni- 
versity,” Vol. П., No. 3, 69 pp. Tokio and Sedan: Maruzen 
Co., Ltd.—' This issue comprises five papers, including '' The 
Modulation Control of Radio Telephony," and two papers on 
e Dynamic Methods of Determining Triode Valve Con- 
stants.” 

We have received a prospectus of ‘‘ The Dictionary of Ap- 
plied Physics," which is being published by Messrs. Macmillan 
and Co., Ltd. This outlines the scope of the work and gives 
a list of well-known physicists who have contributed notes 
and articles. 

“ The Ventilation of Electrical Machines," by R. Roberts 
(24 pp.)) New Malden: Vizetelly & Co., Ltd. (for the Asso- 
clation of Engineering and Shipbuilding Draughtsmen).—This 
paper deals with various methods of ventilating motors and 
generators, and gives numerous curves and calculations. bear- 
ing on the subject. We have also received lists of reprints of 
papers and lectures read and delivered before the Association. 

" Central Station Voltages and Charges " (46 pp.). Lon- 
don: S. Rentell & Co., Ltd. Price Is. net.—This 1s a pocket 
directory of electricity undertakings in. London and the pro- 
vinces (reprinted from the ‘ Practical Electrician'a Pocket 
Book '"). giving numerous details, such as voltage and type 
of supply, engineers’ names, and charges for energy for various 
purposes. 

'" Electric-power [Poad Curves ” and “© Electric Power for 
Milking Plants," by Г. Birks, B.Sc.; and ‘* Annual Rainfall 
Fluctuations.” bv L. Birks and D. C. Bates. Wellington 
(N.Z.) : Marcus F. Marks, Government Printer.—These аге re- 
printed papers from the New Zealand Journal of Science and 
Technology. | Mr. Birk is chief electrical engineer of the 
New Zealand Public Works Department. 

“ Research in Industry," bv A. P. M. Fleming and J. G. 
Pearce. Pp. xvit244, 30 figs. London: Sir I. Pitman and 
Sons, Ltd. Price 10s. 6d. net. 

'" Continuous Wave Wireless Telegraphy.’’ by B. E. G. 
Mittell. Pp. xv+114, figs. 58. London: Sir I. Pitman and 
Sons, Ltd. Price 2s. 6d. net. 

“ Electrical Engineer's Pocket Book." second edition. 
London: International Correspondence Schools. Price 10s. 6d. 


Railway Power Station Employés’ Wages.—A mass meet- 
ing of engineers employed in electric railway generating 
stations and. sub-stations, and belonging to the National Union 
of Railwavmen and the Electrical Trades Union, held on 
February 8th, ratified the provisional agreement with the 
railway companies. The original demand of the companies 
for a reduction of 193 per cent. in wages had been withdrawn, 
and it was agreed that the sliding scale arrangement, under 
what is known as the No. 10 Joint Industrial Council Award 
for the Electricity Supply Industry, should become operative. 
The effect is that, instead of suffering a reduction in wages 
of from 12s. to 14s. per week, the men will lose 6s. per week. 
arrears being wiped out at the rate of an additional 4s. spread 
over the nine weeks, and thereafter their wages will be 
governed Бу the cost of living, and adjusted three months 
later.—The Times. 


Chinese Notes —Wang Kse-tsing and others of Hviao 
Feng district, Chekiang, propose to establish an electric light 
company. 

C. C. Nieh. Lu Er-kia and other Shanghai merchants pro- 
pose to organise the Yeh Chung Machine Manufacturing and 
Engineering Co., in Shanghai for manufacturing electric fans, 
electric lamps, dvnamos. motors, and all other machines. «Its 
capital will be $300,000 in 3,000 shares of $1,000 each. 

The Ta Tung Co.. Ltd., has recently been organised by Chang 
Chien, Jr., and others, with a capital of $1,000,000 at Garden 
Road, Tungchow. The company which is to specialise in 
т and electricity, was formally opened on December 
15th. 

An electrical material companv has been organised at Shih- 
chiachwang., Shihli, by the local Chamber of Commerce, with a 
capital of $2,000. | 

The Yang Тл Electric Licht Co., of Kinkiang, Kiangsi. has 
been registered with the Ministry of Agriculture and Com- 
merce, | | 

The Peking Electric Light Co., Ltd.. has contracted with 
a British firm for the purchase of a 5,000-kW generator far 
ita new power station at Shihchinshan, 
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The Haiming Electric Co., of Kiangsu, has been registered 
by the Ministry of Agriculture and Commerce. 

The Ming Yuen Electric Light Co., though in name under 
Chinese administration, is a Japanese capitalised firm. The 
users of its electricity number 3,000. 


Electrical ‘Imports ‘into Spain.—During - ihe: first ten 
months of 1921 Spain imported the following material for the 
electrical industry, the second column showing the quantity 


imported from Germany :— 
Weight in kg. Weight in kg. 


motors, induction coils, trans- 


Dynamos, 

formers, and regulators up to 100 kg. 1,229,764 597,308 
Ditto, from 100 to 400 К 1,094,698 : 538,039 
Switchboards and Witches. up to 400 kg.. 160,585 96,285. 
Dynamos, motors, switchboards, &c., from i 

401 to 2,500 kg. ... bes zu ise TT 2,590, 484 964,943 
Ditto, ditto, from 2,501 to 5,000 kg.  ... des 455,271 236,787 
Ditto, ditto, from 5,001 kg. upwards 930, 799 .. 164,821 

Total ...: 6,461,531 Total 2,598,183 

Great Britain sent 770,313 kg. апа the United States 

1,423,210 kg.; both increases compared with 1920, while the 


imports from Switzerland totalled 384,106 kg. —hHeuter's 


Trade Service (Madrid). 


Battery Locomotives.—THE ELECTROMOBILE Co., of Otley, 
has recently secured an order for a battery locomotive from 
the Glasgow Corporation. This will be one of the firm's No. 3 
type machines capable of dealing with 30-ton loads and fitted 
with two single-geared motors. The speed on the level is six 
miles per hour and tie battery capacity is suthcient to give 
a radius of from 20 to 25 miles per hour on ordinary service. 
An example of the firm's No. 1 size locomotive, which 15 a 
single-motor, chain-driven machine, has just been put into 
service by the South Essex Water Works Co. for tunnelling 
purposes. 

The British Empire Exhibition.—O wing to its wide scope 
and the time required for its preparation, the British. Empire 
Exhibition, which was to have been held next year, has been 
postponed until 1924. The decision was arrived at after sug- 
gestions received from India and other parts of the Empire. 


Sale of the Alby United Carbide Factories.—At the fore- 
closure sale last week of the Alby United Factories at Odda, 
the Tyssefaldene Co. bought the factories for 50,000, kr. It 
was stated on December Ist that the purchasers were owed 
а large sum of money by the Alby Co., and that the Tyssefal- 
dene Co., together with the English syndicate, to which the 
director-general of the Tyssefaldene Co. had transferred his 
interests, would restart the factories within six months for 
the production of ammonium sulphate. —Reuter’s Trade Ser- 
vice (Christiania). - 


The Johannesburg Strike.—The strike of the Rand miners 
continues, although many men have returned under Govern- 
ment protection. On February 5th the Industrial Federation 
decided against a general strike. The Government, on the 
12th, decided to prohibit picketing, and Reuter announced the 
arrest of 5U pickets on the following day. 


Industrial Welfare.—Dr. D. A. Coles, chairman of the 
Medical Committee of the Industrial Welfare Society, says 
that his Committee has been requested by many firms to 
suggest a suitable form for the use of medical otticers when 
examining employés. He asks for suggestions from those 
acquainted with this work. 


A Supply m Order.—In the House of Commons 
on February 9th Godfrey Locker-Lampson asked the 
Minister of Transport whether he had made an order increas- 
ing the maximum’ price to be charged for electricity by the 
North Metropolitan Electric Power Supply Co. in Southgate 
to 8d. per unit, for a period of five years, without a public 
inquiry. Mr. Arthur Neal, replying, said that objections 
made by the Southgate Urban District Council and the County 
Council of Middlesex had been considered, and the Minister 
had decided to exercise the powers vested in him by Section 
32 of the Schedule to the Electric Lighting (Clauses) Act, 
1899, and allow the increased charges without putting the 
public to the expense of an inquiry. The charge of 8d. a 
unit was allowed under the temporary order, which would 
have expired in August, 1928; he considered the charge 
reasonable. 


Electrification of London Rallways.—4At a dinner attended 
by members of the House of Commons on February 13th the 
question of the electrification of railways in the London area 
was considered. It was decided to hold a meeting of the 
Industria! Group of the House of Commons on Mondav next 
to give further consideration to the matter. The importance 
of the question шау be understood from the fact that it in- 
volves an outlay of £17,000,000 extending over three years. 
which means the employment of 20,000 skilled men for the 
whole of that period.—Daily Telegraph. 


E.D.A. Annual Luncheon.—We are informed that it has 
been necessary to revise the time fixed for the above function 
in view of the Commemoration Meeting of the Institution 
of Electrical Engineers taking place in the afternoon of the 
same day. The luncheon will take place at 1 for 1.15 p.m. on 
February 9?nd. 


Insulating Materials fer Canada. —A Canadian company 
(whose name can be obtained by United Kingdom manufac 


motor-car, £60. 


turers from the Department .of Overseas Trade) desires to 
receive quotations, samples, &c., for the supply of cotton 
tapes; pressbuard or E flexible sheet mica; red and 
black fipre sheets and tubes; and oiled cambric cloth and 
tapes. | 

Trade Terms and Conditions.—The E.D.A. recently con- 
vened an intormal meeting between representatives of the 
principal associations within the electrical industry; this meet- 
ng took place on the 13th at the Engineers’ Club, and was 
Well attended. Some of the more important commercial issues 
between the different branches were discussed freely, and 
although the proceedings were naturally of a private character, 
we are permitted to say that the representatives went away 
With something of interest to report to their Associations, and 
there is reason to believe that negotiations now in progress 
will be assisted by the interchange of views which took place. 

[t is also possible that this conference may be followed by 
others of a similarly joint character, and it is hoped that pro- 
blems which may occasionally be beyond the "' give and take ” 
limits of a purely sectional meeting will appear less difficult 
no ш have been examined in relation to the industry as 
a whole 

This method of handling the more obstinate difficulties will 
Increase understanding and avmpathy between the several 
groups. which, after all, must, to enjoy -individual success, 
achieve а common end. ` 


Social Events.—Messrs. Pritchett & Gold and E.P.S. Co., 
Ltd., held a very enjoyable social evening on February 
oth. ‘Lhe vocal and musical talent of the staff provided 
a really excellent programme, which included dancing. The 
outstanding feature of the evening was the presentation of 
a silver rose bowl to Sir Archibald and Lady Gold in celebra- 
tion of their. silver wedding by Mr. C. R. D. Pritchett, 
managing director of the company. Sir Archibald Gold, in 
thanking the company, referred to the late Mr. G. E. B. 
Pritchett, and said he had found it hard to carry on the 
work of the late chairman, who was a brilliant business man 
with great foresight and gifts far above the ordinary person. 

MR. GEORGE ELLISON informs us that P. Jones, a former 
employé of his, made his début as a professional footballer un 
February 8th, playing for Aston Villa against Everton. 

Private Arrangement.—FuEDERICK CHARLES Goss, electrical 
engineer, 64, Gloucester Road, Bishopston, Bristol.—The 
creditors of the above were called together in Bristol a few 
days ago, when a statement of affairs was presented, which 
showed liabilities. of £1,221, all of which were due to the 
trade. The assets were estimated to realise £339, from which 
had to be deducted £15 for preferential claims, leaving net 
assets of £324, or a deficiency of £597. The assets consisted 
of stock at cost, £222, expected to produce £150; book debts, 
£48, valued at £40; cash in hand, £14; furniture, £75; and 
: There were also fittings. fixtures, and uten- 
sils amounting to £22, on which no realisable value was placed 
at the moment. It was reported that the debtor started in 
business in partnership with another with a capital of £50. 
The partnership was dissolved in October, 1919, and a little 
later the debtor etarted on his own account with a borrowed 
capital. The present position was attributable chiefly to the 
general slump in trade. The drawings had been about £6 4 
week. An offer had been received for the purchase of the 
stock, motor-car, and furniture for £200. The matter wae dis- 
cussed at some length, and eventually it was decided that 
attempts should be made to obtain a better offer and one which 
would enable a composition of 4s. in the £ to be paid. Fail- 
ing such an offer being forthcoming, the opinion was expressed 


that the matter should pe dealt with in жиир; The fol- 
lowing are creditors :— 

e: g 
W holésale киш on Ltd. ... 47 Petters, Ltd. оз sid e df 
Newtons | .. 82 Graham, J. Н. n e. 18 
Kear id e. 16 Simpson, Baker & Co. P .. 463 
M; acintosh Cable С 'O. .. 28 Bussells "v ex 137 
Edison Swan Electrical Co., Lid. 36 London Lamp “Co. 2o: Viv Cd. 
Metropolitan-Vickers, Ltd, e. 58 


Electrical Supplies іп Belgium.—The Eclairage et Force 
Motrice gives the following account of the trend of business 
in electrical supplies: In Belgium the figure of business in the 
twelve months Just passed was below the normal as regards 
machines and electrical equipment, at the same time that 
German competition caused a lessening of sales of all articles, 
both imported and Belgian. The commercial attaché of the 
United States at Bre reports that dynamos and generators 
from Germany were being sold at half the price of those 
coming from America and 20 per cent. less than those sup- 
plied bx Belgian firms. Insulated wires and cables were being 
offered by a Charleroi firm at quotations much below those of 
American firms. The same might be said of the supplies for 
inland wire networks, and here also German competition was 
keenly felt. The use of arc lamps for lighting is of relatively 
small extent in Belgium. and it 1s rare to mect with the 
mercury vapour lamp. The commercial attaché adds that, 
owing to the lack of Belgian glow-lamp works, a vast business 
was being done by Dutch companies selling the metal-filament 
lamp. Nevertheless, some Belgian firms were now taking up. 
with American help, the manufacture of this class of goods in 
Belgium. A considerable movement had also been started ın 
favour ‘of the adoption of я well-known American make. 
German glow lamps were sold in great quantities in Belgium. 
The. various measuring instruments of American manufacture 
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likewise suffered from the intensity of competition both from 
Belgian and German firms, prices being in the sume propor- 
tions as those for machinery. Thus the Germans who ten- 
dered for the supplies to one of the big Brussels communes 
quoted 50 per cent. lower than American firms. As regarded 
motors, the principal American firms had had built, by 
Belgians with whom they were associated, types of a power 
up to lo h.p., and the same was the case with small trans- 
formers. Good business was also being done in switchboard 
equipments; these formed, with high-pressure circuit-breakers, 
the most active objects of demand in this industry. In a general 
way Belgian purchasers of electric apparatus pay regard, more 
than do the Americans, to а fine outside finish, and are less 
exacting with regard to the working of the inner parts. Ар 
increase is to be noted in the demand for vacuum cleaners and 
electric irons; the former are, for the most part, of American 
manufacture, although there can be seen, in certain shops, 
sinular French copies. Although many French, Italian and 
Swiss firms, making small electric cooking outfits, have agents 
in the principal Belgian cities, these articles have not yet 
attained to any remarkable vogue, owing to a lack of com- 
mercial aptitude and rational methods of publicity. -Small 
electric tea kettles sell retail at 110 to 130 fr. Electric plate 
heaters, to keep warm three or four dishes, are quoted at 
275 fr. А considerable demand has been created for small 
electric heaters suitable for use with the voltages usual in 
households. It seems that the one for which the greatest pre- 
ference is shown is either the radiator type of heater or the 
lighthouse type, more often of French, Italian or Belgian 
make, and sold from 125 fr. upward according to size. There 
is practically no demand in Belgium for electric wringers and 
washers. or for electric fans. There is no general voltage in 
Brussels, since each commune has an independent lighting in- 
stalation. As for Brussels city, a pressure of 110 volts is 
adopted, while the neighbouring commune of Ixelles uses 220 
volts. 

The Swiss Electrical Industry.—The Exportateur Suisse 
has the following on the Swiss electrical industry :—Conmpared 
with other industries, the manufacture of electrotechnical pro- 
ducts is that which. in all countries, has been able to with- 
stand the crisis longest. The call for electrical machinery for 
the equipinent of new electric stations has created numerous 
orders for the electrical industry. . Even in England the export 
of electrotechnical articles has undergone considerable increaee 
in late months. Nevertheless, the continuous spread of the 
crisis, together with the advantageous offers from countries 
with depreciated currency, have gradually brought the electro- 
technical industry of the whole world into a difficult position. 
The Swiss electrotechnical industrv in late months has had, 
likewise, to record a shrinkage in its exports. The figures at 
present available are those for the first six months of 1921, 
and do not yet show the unfavourable influences on the exports 
apparent in the third quarter. The exports of the principal 
electrotechnical articles during the years 1920 and 1921 are as 
follows :— 


Fr., 1920. Fr., 1921. 

Other electrical instruments and Hity enn: 
apparatus . "um 13,067,000 7,435,000 
Measuring instruments and meters ... 12,676,000 6,085,000 
Dynamos 41,409,000 22,083,000 


The first market for Swiss dynamos, transformers, electric 
motors, &c., is constituted by France > (1920, 13,500,000. fr. ; 
first half-year 1921, 4,500,000 fr.). Notwithstanding this 
favourable showing, a tall back is still to be noted in the 
exports to this destination. Е 
Uther important purchasers of Swiss electrical machines 
were :—In 194: Spain (6,000,000 fr.), Holland (5,800,000 fr.), 
Belgium (3,500,000 fr.), England, Scandinavia and South 
America, each with 1,000,000 fr.;-Italy and Dutch Indies, 
1,300,000 fr. each. The exports of the first half of 1921, taken 
together, show little variation compared with the foregoing 
vear. The lower value -of the exports to France was com- 
pensated for by the rise in -the exports to Japan, Dutch 
Indies, Norway, &c. These countries also provided the most 
important outlets for Swiss measuring instruments, electric 
meters, and electric apparatus. From the above table it will 
be seen that these articles figure-for large amounts. _ 
Apart from the two firms which rank as the greatest ш the 
Swiss electrotechnical industry—the Brown, Boveri Co.. of 
Baden, and the Ateliers de Construction ‘Oerlikon, of Oerlikon 
—which build the. biggest dynamos, motors, and electric 
transformers—there are in Switzerland about 80 other firms 
which specialise in electric meters and measuring instruments, 
electric apparatus for high-pressure current, electric. heating 
and cooking apparatus, weak current apparatus, installation 
material, &c. These firms employ about 8,000 workmen, . .. 
As to the future of the Swiss electrical industry in the world's 
market, account may be taken of: the following considera- 
tione :—(1) From the standpoint. of quality, ettüiciency and 
security of working, Swiss products enjoy the best reputation 
in the markets of the world; (2) the world's call for apparatus 
in the near future will be stich as to be impossible of satis- 
faction bv the other countries alone; (3) exports for the pre- 
sent are hampered: by the political and economic insecurity 
which prevails generally, as well as by the lessened call for 
goods and the competition of countries with depreciated cur- 
rency. There are critical periods when the industries of every 
country suffer, and which only disappear gradually. As to the 


low prices quoted by German industries, there is reason to 
believe that the recent depreciation of the mark has produced 
such a state of uncertainty in German business and production 
circles that the cost of manufacture, even in that country, has . 
begun to rise. Hence a more reasonable adjustment of Ger- 
man prices with those of the rest of the world will become 
Inevitable, and, as a consequence, Swiss products will soon be 
able to cope with the competition. pot 


Electrical Developments in Australasia.—' hc Victorian 
House of Assembly has agreed to a Bill authorising the 
Lawson Ministry to borrow £2,000,000 for the purposes of 
works and undertakings of the State Electricity Commission 
of Victoria. It was stated recently that practically all tenders 
for the larger sections of the electricity scheme had been 
awarded. Referring to the acceptance of an English tender 
for £252,000 for the supply of boilers. for which twelve 
quotations were received, the treasurer stated that there was 
a difference of £87,000 between the price of the accepted 
tender and that received from leading provincial works in 
Victoria, after allowing for 40 per cent. duty on the imported 
machinery. The view of the Electricity Commissioners, he 
added, was that if they were required to give the work to 
Australian manufacturers, and interest had to be paid on 
the higher cost, electricity could not be supplied at a low 
rate. It is learned that owing to the high price of money, 
no new developments are proposed in this year's estimates in 
connection with the Tasmanian Government's big hydro- 
electric scheme. The New South Wales town of Lismore has 
adopted an electric lighting scheme involving an expenditure 
of £32,153. It will be municipally controlled. The Ойга 
tunnel in New Zealand, which cost £800,000, is nearing com- 
pletion. The electrification of the work will add another 
£382,000 to the expenditure.—Reuter’s Trade Service (Mel- 
bourne). d 

Referring to his statement to meinbers of the Nationalist 
Association that the Federal Government had decided to in- 
vite representatives of Australian emplovers and organised 
labour to meet and discuss the acute industrial crisis that had 
arisen from the high cost of production, Mr. Hughes recently 
stated that the present state of affairs was causing unemploy- 
ment. The. conference would consider Australia’s impossible 
position which rested upon prices and wages created under 
war conditions that had now passed away. This matter was 
affecting the.construction of the 12,000-ton Commonwealth 
ships for which Australian steel was preferred, but at prices 
comparable with those asked by foreign manufacturers.— 
Heuter's Trade Service. | 


LIGHTING AND POWER NOTES. 


Aldershot.—Loan Sanctionep.—Vhe Urban District Council 
has received sanction to а loan of £6,857 for electricity pur- 
poses. 


Ashford (Kent).—E:ectricity Suppry.—Fhe Chamber of 
Commerce has petitioned the Urban Council to establish an 
electricity works in the town at the earliest possible moment. 


Australila.—Vicroris.—Recently the Attorney-General and 
the Chairman of the Electricity Commission of Victoria 
received а deputation from a number of local autho- 
rities who protested against the right obtained by the 
Electricity “Commission to distribute electricity in their 
areas. The Attorney-General pointed out that the Govern- 
ment’s aim was to supply electricity to the publie. at 
reasonable rates; the local councils regarded the matter 
in a commercial light and made large profits. °° The 
rights’ of the municipalities would be preserved so long as 
they did nothing to prejudice the purpose for which the Com- 
mission was created, but it would be impossible to follow 
municipal boundaries when the Morwell scheme was in full 
operation.6 | : Wow | 


Ballymena.— Exectricity SurPLy.—It is proposed to install 
electric lighting in the district at a cost of £5,500. A limited 
liability company 1s to be formed and a prospectus is in course 
of preparation. ; | | 


Bideford (Юехуоп).—ЕлкстнїсїтүҮ SuprrLy.—Messrs. Cromp- 
ton & Co. have entered into an agreement for supplying elec- 
tricity to Bideford, Northam, and Westward Ho! and a pro- 
visional agreement to supply Torrington. `The estimated 
charges will be 10d. per unit for lighting and 3d. for power. 
It is proposed to use overhead mains. | 


Boston.—OnbER  SaNcrIONED.—The Electricity Commis- 
sioners have sanctioned the Electfic Lighting Order, 1915, 
which was held up on account of the war. 


Ceylon.—HxYpRo-ELEcrRIC — SCHEME.—The  Lukapana-Aber- 
deen hydro-electric. echeme, which offers vast possibilities of 
development, will be undertaken shortly.—Heuter's Trade Ser- 
vice (Bombay). . 
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Continental.—FnRANCE.—AÀ new municipal 4,500-h.p. central 
station has just been completed in the town of Toulouse. The 
plant, which has been established with State assistance, 
utilises water power, the installation comprising six vertical- 
shaft alternators, three being driven by Escher-Wyss tur- 
bines and three by Gros-Pensonnet turbines. The electrical 
portion of the plant was supplied by the Compagnie Générale 
Eleetrique, of Nancy. 


FINLAND.—The Hydrographical Department of the Finnish 
Government was engaged during the past summer in making 
an investigation of the general conditions and water-power 
possibilities of those parts of the Pasvig River which are situ- 
ated within Finnish territory, the other parts being Nor- 
wegian. As a result of the examination, it 15 now stated that 
a minimum of 45,000 turbine h.p. could be rendered avail- 
able for the use of the country. The works in connection with 
the projected utilisation of the Imatra Falls are to begin 
in the present year. 


GERMANY.—The Unterweser Power Co., of Hamburg, has 
been formed in Berlin with a share capital of | 30,000,000 
marks to establish and carry on power stations, particularly a 
steam generating station, on the Lower Weser, near Farge. 
Siemens's interests are connected with the company. 


HoLLAND.—The Company for the Installation and Working 
of Low-pressure Networks, of Groningen, is offering a loan of 
1,000,000 florins at 1004 per cent. The company, which was 
formed in 1913, has as exclusive shareholders the province of 
Groningen, and the local authorities in. the concession area 
of the provincial electrical industry in Groningen and Drenthe. 
Its object is to install and work low-pressure networks and 
carry out electrical installations. 


SPAIN.—AÀ general strike was declared in Granada on Feb- 
ruary llth, and the electricity and gas undertakings were 
carried on by detachments of troops. 


Russia.—The President of the Government Planning Com- 
mittee, M. Krzhizanovsky, stated recently that the electro- 
technical industry in the chief centres, Moscow, Petrograd. 
and Kharkotf, has been kept in good order and, with the 
aid of foreign capital, could be quickly developed. The first 
part of the electrification consists of the erection of 27 stations 
at a cost of two milliards of gold roubles. The second part 
of the programme embraces the installation of a further 75 
central stations. Most of the heavy machinery and equip- 
ment will have to be imported. The means required for this 
development were only obtainable by co-operation with 
Western European capitalists, and the practical realisation of 
: the plan required the organisation of a special bank for the 
purpose. 

The Soviet Government has just concluded a contract with 
Swedish firms for the delivery of steam turbines to power 
stations to a total value of four million Swedish crowns. 
—Morning Post. | | 


Dover.— EXTENSION or SurpLy.—The Town Council has re- 
ceived a request froin the Deal Town Council for a supply of 
electricity. The electrical engineer has been instructed to 
negotiate with the Deal engineer and to submit a report. . 


Fraserburgh.—ScHEME ABANDONED.—The Town Council has 
‘decided not to take any further steps in connection with the 
scheme for the supply of electricity, as it 18 considered that 
it would not be remunerative. 


Glasgow.— EXPERIMENTAL Hovuses.—The Lord Provost last 
week formally opened two experimental houses which have 
been fitted up by the Corporation. In one house neither coal 
nor gas 18 being provided for, and electricity will be utilised 
for lighting, heating, washing clothes, washing dishes, and 
ironing. In the second house experiments are to be carried 
out with various kinds of smokeless fuel. The houses have 
been specially fitted up for the purposes of demonstration, and 
may be occupied for a year in order that the Corporation may 
acquire definite information as to the relative costs of elec- 
tricity and gas. 


India.—PunJas.—CorreEcTIon.—In our issue of November 
lith, 1921 (p. 642), we inadvertently stated thaé one of the 
standard high pressures adopted by the Punjab Government 
was 6,000 V; this should have been given as 6,600 V. In 
drawing our attention to this, Mr. F. L. Milne, electrical 
engineer to the Punjab Government, also mentions that the 
figure of 400 V between phases, at consumers’ terminals, is 
Ineant to apply particularly to three-phase circuits giving a 
pressure of 230 V between phase and neutral. These pressures 
were considered by the committee which dealt with the ques- 
none to be preferable to the B.E.S.A. pressures of 380 and 
220 V. 


Jersey.—Exvrcrricity ScrPLY.—On February 6th The Even- 
ing Post (St. Helier) published in full the report of Mr. Arthur 
Ellis, M.I.E.E., upon the possibilities of an electricity scheme 
for St. Helier. In suinniarising, Mr. Ellis considers that such 
a scheme 1s essential, and that municipal ownership would be 
more advisable than a private company. The undertaking 
should be successful and should become «elf-supporting within 
. two years. A direct-current system is recommended, the 
supply being furnished by two (and ultimately three) 500-kW 


sets coupled to steam turbines. The initial expenditure is esti- 
mated at from £70,000 to £75,000, and the ultimate cost of 
the full scheme at from £100,000 to £120,000. 


Littlehampton.— ELECTRICITY AGREEMENT.—The Urban Dis- 
trict Council has signed an agreement with the Sussex Elec- 
tricity Co. for a supply of electricity to the town. 


Liverpool.—Yrag's WorkinG.—The annual report of the 
electricity department for the vear ended December 31st, 1921, 
shows a total income of £995,088, as compared with £555, 2%% 
in the previous year. Working expenses amounted to £662,157 
(£642,705), leaving a gross profit of £333,531, to which £10,000 
has been added, being the amount withdrawn from the Fuel 
Guarantee Fund. This has been distributed as follows :—In- 
terest, £110,335; sinking fund, £380,550; renewal fund, £956,940; 
and contribution to consolidated rate, £60,000. 


London.—STEbPNEY.— The Borough Electrical Engineer has 
submited a report to the Council outlining a number of elec- 
tricity extensions Which have become necessary. Не recon- 
mmends the expenditure of £300,000, made up as follows :—Sub- 
station plant and switchgear, £27,640; e.h.p. cables and 
switchgear, £04,543; l.p. feeders and switchgear, £59,150; 
lp. distributors and street boxes, £45,000; service lines, 
£20,000; meters, £7,000; buildings, &c., £6.000; machinery 
(sundry items), £13,505; and contingencies, £27,162. The 
Finance Committee recommends application to borrow the 
eum required. ‘The Council is also recommended to borrow 
the sum of £31,050 to cover excess expenditure upon 
Inachinery. 


Luton.—EurcruiciTY 1х Butk.—The North Metropolitan 
Electric Power Supply Co. has asked the Town Council for a 
supply of electricity in bulk for a period of 21 years from Octo- 
ber Ist next. The company offers to pay a fixed charge of 
lós. per kW of maximum demand per quarter, and a charge 
per unit equal to the actual cost of fuel used per unit 
generated throughout the quarter, plus 25 per cent. The 
capital outlay for additional plant needed to provide the supply 
will be £12,000. 


Maidenhead.—Nrw PLANt.—The Town Council is applying 
to the Electricity Commissioners for sanction to install at the 
electricity works a 200-kW semi-Diesel engine. 


Malaya.—htpauH.—Alor Star, the capital of Kedah (under 
the suzerainty of Great Britain), has been provided with an 
electricity supply. The plant, which is all-British, consists 
of Tangye semi-Diesel engines driving 60-kW а.с.  E.C.C. 
generators. These run at 600 r.p.m. and generate current at 
230 V. The streets are well lighted; fittings of a special design 
were supplied by the Wardle Engineering Co., Ltd. The 
general price of energy to private consumers is 30 cents (84d.) 
per unit. Messrs. Huttenbach, Lazarus & Sons, Ltd., ob- 
tained and erected the installation, and they operate the plant 
under licence from the Kedah Government. 


_Malvern.—Price Repuction.—The Urban Council has de- 
cided that, pending a complete revision of the charges for the 
supply of electricity, consumers of 5,000 units or over per 


` annum for lighting purposes shall be supplied at ld. less than 


the price charged to ordinary consumers, and that in such 
cases no discount shall be allowed. 


Monmouth.—SurrLy iN Burk.—The Corporation has entered 


" into an agreement with the Hereford City Council for a supply 


of electricity in bulk. 


Nantyglo.—Exectriciry SuPPLY.—The Ebbw Vale Co. has 
offered to supply electricity to the town at a flat rate of 94d. 
per unit. lf the offer 18 accepted the charge to the public 
will be 8d. per unit. 


Navan.— New Power SraTIoN.—The Urban District Council 
is to erect а power station at a cost of £9,970. The charges 
to consumers will be 9d. per unit for lighting and 3d. for 
power. <A loan of £12,000 is being applied for. 


Rickmansworth and Chorley Wood.—ExrENsIioN or TIME. 
—[he Minister of Transport has extended the time until 
August, 1922, of the Rickmansworth and Chorley Wood Elec- 
tric Lighting Order, 1914, for the extension of mains, &c. 


Truro.—Exectricity SurPLY.—The Town Council has de- 
cided to submit to the Electricity Commissioners an electric 
light scheme prepared by Dr. Purves, and an amended offer 
to supply electricity in bulk made by the Cornwall Electric 
Power Co. Steps are to be taken to ascertain the probable 
number of consumers in the town. 


Worcester.—PuncHasE оғ Puant.—The City Council has de- 
cided to purchase generating plant lying at Southampton at 
a cost of £24,000, and to extend the electricity undertaking 
at a cost of a further £38,000. 


Ystradgynlais.—E.ectriciry ScHEME.—The Rural District 
trict Council has applied to the Electricity Commissioners for 
a special order authorising the purchase of the Glantawe Elec- 
tric Supply Co.’s undertaking and the supply of electricity for 
public and private purposes, 
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TRAMWAY AND RAILWAY NOTES. 


Bradford.—Loans.—A public inquiry was recently held 
at the Town Hall by the Ministry of Transport into an appli- 
cation by the Corporation for borrowing powers, in connection 
with а Provisional Order amending various local Acts of Parlia- 
ment. and giving it power to undertake certain public works 
involving an estimated total expenditure of over 2} millions 
sterling. The scheme involves the expenditure of £300,000 for 
the reconstruction and renewal of tramway tracks; £150,000 
for extensions to the depót and erection of tramway sheds; 
and authorises the Corporation to use railless trolley vehicles 
өп routes in and around the city. It was pointed out that 
unless powers for trolley vehicles were obtained it might be- 
come necessary, owing to the greatly increased cost of relay- 
ing tramway track, to shut down the tramway service alto- 
sether. The scheme was opposed by local industrial bodies, 
who contended that in view of the straitened financial con- 
dition of the city, the proposed work should be suspended for 
at least five years. 

Application is being made to the Minister of Trans- 
port for sanction to borrow £15,994 for renewal of the tram- 
way track from Tyrrell Street to Listerhills Road. 


Canada.—RaiLway ELEcTRIFICATION.— The vice-chairman of 
the London & Port Stanley Railway System, Mr. Phillip 
Pocock, stated recently that he had been informed that the 
Michigan Central Railway Co. was considering the electrifica- 
tion of 1ts Canadian line between Niagara Falls and Windsor. 
He considered that the starting-up of the new power plant at 
Chippawa would have a considerable bearing on this project 
—Electrical News. 


Continental.—SwiTZERLAND.—The electrified St. Gothard 
Ralway will shortly be opened on the whole line between 
Góschenen and Chiasso.—The Times. 

FiNLAND.—The question of the electrification of some of the 
Finnish. State railways is engaging the attention of a commit- 
tee appointed by the general directors of the railways. This 
committee is said to be occupied at present in conjunction with 
“a German expert ”' in working out a definite scheme of rail- 
wav electrification. 

L.B. & S.C. Railway.—ELECTRIFICATION PosTPONED.— The 
London, Brighton & South Coast Railway Co. has decided to 
postpone, for the time being, at any rate, the big scheme for 
the further electrification of its main line to the South Coast. 
Ihe decision has been necessitated owing to lack of the 
Bnancial resources essential for the carrying out of the work. 
A full statement of the position was to have been made by the 
оа at the annual meeting of shareholders on Wednes- 

ау last. 

Ít is suggested in well-informed quarters that the abandon- 
ment is only of a temporary nature. The prime cause of the 
postponement is, of course, the decision, as announced in the 
annual report, not to proceed with the Bill now before Parlia- 
ment asking for powers to borrow £1,000,000. Arrangements 
are now being made in other directions with a view to settling 
the financial question, and there 1s very little doubt that the 
further electrification scheme will be proceeded with in the 
not distant future.—Financial Times. 

At the meeting referred to above, the Chairman stated that 
the principal bar to proceeding was the inability of the 
Southern railway companies to agree upon the system of elec- 
tritication. A Ministry of Transport Committee was consider- 
ing the matter. \ 


Liverpool.—Yran's WoRKING.—The report of the tramways 
undertaking for the year ended December 3lst, 1921, shows a 
deficit of £48,576. | 


London.—DaNcGER TO TRAMCAR PASSENGERS.—In order to 
guard the public from the danger attendant upon the practice 
of fast-moving vehicles passing between the pathway and 
etationary cars, the L.C.C. recently requested the Minister 
of Transport to make & by-law compelling vehicles to reduce 
their speed on these occasions. The Minister has replied 
regretting his inability to do this, and also stating that he 
cannot see his way clear to introduce special legislation for 
the purpose. : . | 

Rochdale.—AccipENT.—On the night of February 9th a 
Corporation tramcar descending a steep gradient in John Street 
suddenly got out of control and rushed to the bottom of 
the hill—a distance of about 400 yards. Неге it left the 
track, mounted the pavement, and crashed into a shop window. 
The car then overturned and 17 passengers were injured, 
eight of them seriously. This is the second accident of its 
kind at this place, the last occurring in 1914. 


Sunderland.—SrRikE.—The employés of the Sunderland 
District Tramways, Ltd., ceased work on February 2nd as a 
protest against wages reductions. 
ment the men were liable to a reduction, but the company 
proposed to make further reductions up to a maximum of 10s. 
per week in the case of the highest-paid men, its reason being 
that in consequence of depression in the coal industry, the 
revenue was во diminished that the company could not afford 
to continue the present wages bill. The company had accord- 
ingly broken away from the Industrial Council. 


restricted amateur, 200 metres. 
‘cently been authorised by the Department of Commerce to 


Under the National Agree- . 


TELEGRAPH AND TELEPHONE NOTES. 


Italy.—TELEGRAPHIC COMMUNICATION.—Both ordinary and 
wireless telegraphic communication were to be resumed 
between Italy and Russia on February 15th, says the Daily 
Express. 

Continuing its preparations for the Genoa Conference, the 
Italian Government, on February 10th, tested a direct tele- 
phone line between Brussels and Genoa. Despite the distance, 
says the Daily Telegraph, the conversations were quite clear. 


Russia.—TELEGRAPH COMMUNICATION. Тһе Great Northern 
Telegraph Co. is restoring its Copenhagen-Petrograd-Peking 
line. Owing to cable defects between Petrograd and Copen- 
hagen, communication has been provisionally established by 
way of Finland and Sweden. The Petrograd-Peking line has 
a as far as Irkutsk.—Reuter’s Trade Service 

val). | 


Spain.—GovERNMENT TAKES OVER TELEPHONE SysTEM.—RHe- 
versions to the Government of telephone franchises began on 
December 9th, 1921, when the lines in the city of Barcelona 
were officially taken over and nearly all the remaining lines 
of the country will have become Government property within 
the next five years. Concessions to operate telephone systems 
in Spain were granted for periods averaging 40 years, and all 
contained a reversion clause whereby the Government has 
the right to take over the lines without remuneration at the 
expiration of the franchise.—T. £ T. Age. 


United States.—WavE LENGTHS AND BroapcastTinc.—The 
wireless wave lengths assigned by the American Government 
to the different classes of stations roughly are as follows :— 
Trans-Atlantic, from 12,000 to 16,000; limited commer- 
cial service, from 2,600 to 2,700; Post Office, from 3,000 
to 4,200; Navy. from 600 to 1,600; commercial, from 
300 to 600; special amateur, from 275 to 350; and general or 
Wireless inspectors have re- 


insert in all general and restricted amateur station licences the 
following :—'' This station is not licensed to broadcast weather 
reports, market reports, music, concerts, speeches, news, or 
similar information or entertainment.—T. é Т. Age. 


Wireless Telegraphy.—NeEw Printer.—Engineer Shorin, of 
the Nijni-Novgorod wireless laboratory, has successfully 
demonstrated his automatic radio-telegraphic apparatus for 
receiving dispatches and printing them automatically with re- 
markable rapidity, according to a Soviet official message. 


Wireless Telephony.—The first of a series of regular wire- 


_less telephone transmissions for the benefit of English wire- 


less amateurs took place on the evening of February l4th. 
The Marconi Scientific Instrument Co., one of the associated 
Marconi companies, prepared a 15-minute musical programme 
for the occasion; instrumental selections were transmitted 
through the medium of the ''Cliftophone." The first tele- 
phonic item was radiated at 7.35 p.m. (Greenwich) on a 
wave length of 700 metres. This was preceded by a series of 
telegraphic signals for calibration purposes, starting at 7 p.m. 
on 1,000 metres. The Marconi station at Wr»ttle, Essex, con- 
ducting these transmissions, has the call letters 2 MT. The 
power employed for telephony was limited to 250 watts, in 
accordance with the terms of the Post Office licence. 


PnaoprosED LONDON-DENMARK SERVICE.—According to the 
Copenhagen, a representative of the Marconi Co. from London 
has been to Copenhagen to discuss the establishment of a wire- 
less telephone service between the two cities with the Danish 
authorities concerned. It was arranged that a series of ex- 
periments should be carried out in the course of the spring in 
order to ascertain whether such communication is possible. 
Similar experiments with good results have taken place between 
London and Amsterdam. An experiment in conversation by 
wireless telephone between Zandvoort, in Holland, and South- 
wold, Suffolk, was made last year.—T'he Times. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice '"" appeared.) | 


OPEN. 


Ashton-under-Lyme.—February 22nd. Electricity Com- 
mittee. Circulating water pipes and valves and exhaust steam 
pipes. (February 3rd.) 


Australia.—MELBOURNE.—April 29th. Victorian Electricity 
Commissioners. 31 miles .15 sq. in. 3-core power cable and 20 
miles .007 pilot cable, with accessories, for a 22,000-V circuit. 
—Reuter's Trade Service (Melbourne). 

. April 5th. Commonwealth P.M.G. "Telegraph condensers. 
(Sched. 613.) А 


= ЧУЧ. 


- 


| supply of “electrical and telegraph stores. 


Hospital, Homerton. 


| matic’ switchgear. ы 


Pas 
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April 19th. Delegraph and’ testing. instruments, | (Sched. 
049.) (February 10th.) 

ADELAIDE.—April 5th. P.M.G-s8 Department. Twelve ad- 
justable condensera for. е. on еш рар: circuits. 
(Sched, No; 613.)*, .... 

BRISBANE.—À рг]: 19th. PAM: 6, "8 Department. Testing and 
telegraph instrumenta. (Stores Sched. No. 549. )y? E 


Aylesbury,— Electricity Department. One 1,500-kW ог 


alternatively -one 1,000-k W а condenser, ара 
switchgear. (February 3rd.) , .. | 
Belfast.—February 28th. | en Committee. Six or 


12 months' supply of tramway stores, including electrical acces- 
оше cable, lamps, &c. . (February. ']Oth. Je ses Ge core undi 


Burton: on: Trent.—February nd. Electricity Depart- 
ment, ` One 6,000-kW turbo-alternator .with ¢ondenser and 
switchgear. Two 40,000-Ib. water-tube boilers complete with 
economisers, coal-handling plant, bunkers, buildings, and 


Chimneyg: - (February ord.) х | 
" Dundee.—February 27th. Electricity, De artment. - Five 
‚ gets of converting machinery. e Н. НЕ кыр general 


manager and engineer... _· 


Edinburgh. —March 20th. ЕЕ Peprina Auxi- 
liary plant and pipework (Spec: No. 41). (See this issue.) 


East Grinstead.—February 24th. U.D.C. Two-stroke 
oil engine-driven generators “and: other” plant and electrical 


equipment. (February 3rd.) _ . 
- - India: Ou eur. —March 20th. Municipal Council. Eight 
electric lorries and motor-generator charging sets. Particulars 


from: chief engineer to the Corporation.— Reuter! 8 Trade Ser- 
vice (Calcutta): ‘ 


СРТ 97th. анн апа Highways Com- 
mittee. Twelve months’ supply of electrical: sundries. Mr. 


| J. B. Hamilton, general and commercial manager, 1, Swine- 
` gate, Leeds. | 


Electricity De- 
Or PUNEIvE months. (Febru- 
Л.В. Three months’ 
(February 8rd.) 

` METROPOLITAN ASYLUMS Boarp.—March Ist. Installation of 


‚ London.—HAMwERSMITH.—February 22nd. 
partment. .Stores for three, six, o 
ary Ord.) | 

PADDINGTON. — February 90th. 


electric lighting: and power, telephones and fire alarms; and 


continuous: drying: machine, for the Eastern Fever Extension 
(See this issue. ) 


. Manchester.—F ebruary ` 215. Electricity Committe 

C. I. water tanks and accessories.: үл B27.) February 27th. 

‘L.p. valves, cocks, &c. (Spec. 28.) L.p. ‘pipework for 
 auxiiary services (B29). . . ANTT IL LEE 


Portsmouth.—Electricity Departmen 


Economisers, steam 
pumps and circulating pumps. 


(See t is Issue. ) 


South ' Africa.-—DunsBAN. —April 12th. ; Corporation Electri- 
city Department.: Two 500-kW rotary converter sub-station 
equipments or alternatively mercury arc rectifiers with auto- 


4 i ` 


Skipton;c— February 25th. Electricity Department: 


Supply, laying and jointing l.p. 4-core paper-insulated lead- 
‚ covered. steel-tape armoured eable. - 


(February. 3rd.) . 


E  Wigan.— March 13th. Electricity Department. Steam 


turbine, 5,000 kW, 3-ph.: alternator | and со, апа surface 
_ condensing plant. (See this issue. ) 


A copy of the plan, specications, and conditions of tender, 
 &e., can be inspected at the ороо of Overseas Trade 
(Roona 84), 95, Sa das Street, 8. W.1 


td i А 


-..... CLOSED. .. 


a- 


Bolton.—The tender of the En lish Electric Co. for the 
supply, of a.rotqry converter for Spa Road electricity works 
has been provisionally accepted by the Corporation. 

. , Tramways Committee.. Accepted :— 


: Rail- -grinding and welding plant for use on ile ная track.—Equip- 
‘ment & Engineerlng Co., London. ` 
London.—STrErNEY.—Electricity бру Committee 


£234; 
(Ac cepted. ) 


One mile ‘“ B” troughs and covers, 
pipes, £306.—Sutton & Co. 


1 mile 3-in. earthenware 


_v C Feeder panel at Wapping’ sub-station ‘in connectión with the bulk ‘supply 


. of electricity to the London Hydraulic Power Со. for the motor- 


driven pumps at Wapping, £384.—A. толе & Со. id ome 
mended.) . 


South Africa.—Messrs. Ruston & Hornsby; Ltd.; have 


„Secured a contract from the Government of South Africa for 


' 88 heavy oil engines to be supplied to the South African Bail- 
ways and Harbours Department for driving grain elevators 


` and for electric lighting purposes in different parts of the 


country. The order, which is understood to be for approxi- 
mately 2,500 b.h.p., was secured after very severe competition. 


 Worthing. — Electricity Committee. "Further to our -note 
on p. 200 in our last issue, the following tenders were re- 
ceived for the 500- b.h.p. Diesel engine and generator : A 


Hick. Hargreaves & Co., Ltd. "LES РА 438 .. 12,687 
English Electric Co., Ltd. is En EN UM .. 12,105 
Mirrlees, Bickerton & Pay; Ltd. .. vas t ves .. 12,314 
_ Sulzer Bros. 2 Ke panis "ds e 11715 
Krupp, А. G. $e $e t "É .. 7,810 
The electrical. engineer reported that Messrs. Mirrlee:. 


Bickerton & Day's tender included £1,584 for a Crompton and 


.Co.'s dynamo, and as their engine would be a duplicate oí 


the last purchased, additional spares would be unnecessary. 
and would reduce this firm's quotation to £11,739. "The com- 
и recommended the acceptance of Messrs. . Mirrlees’s 
tender. . 

At the Town Council meeting, the Deputy Mayor (Alder- 
man Whyte), the chairman of the Finance Committee, ob. 
jected to the spending of nearly £4,000 more than would be 
necessary if they accepted the offer of the German firm. The 


Council, by 20 votes to 3, decided to accept the British tender. 


For the supply of cables, 10 tenders were received :— 


£ 
Enfield Ediswan Cable Works (Минер. 1,581 
Hackbridge Cable Co., Ltd. zs e.c 1,658 
Pirelli General Cable Works, Ltd. Pre vid 5% . 1,780) 
Callender’s Cable and Construction Co., Ltd. ,96- 
Siemens Bros. & Co., Ltd. 


SS 
MPC SS ot 


Johnson & Phillips, Ltd. 

W. T. Glover & Co., Ltd. Puri sig nk ne ae 
Western Electric C б. Ltd, ay "s eda 
W. T. Henlev's Teleg graph Works Co. Ж Ltd. or ae sis 
Union Cable Co. 2 Ltd. eus ; s 


5 
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| FORTHCOMING EVENTS. 


` Royat- бешен of Arts.—Monday, February Arth. At John Street, Adelphi, 
W.C. At 8 p.m. Cantor .lecture, * The Mechanical Design of Scientific 
_ Instruments," by Prof. A. F. C. Pollard. 
East India Association.—Monday, February 20th. At the Caxton Hall, West- 
minster, S.W. “At 3.30 p.m. Paper on “ Hydro-electric Power іп India," 
by Mr. A. T. Arnall. 


NMBHUHOR of Electrical 


Engineers.—Commemoration meetings—Tuesday, 
February 21st. At. the Institution, Victoria Embankment, W.C. At 3 
p.m. Experimental lecture by Prof. J. A. Fleming, F.R.S., on “ Michael 
Faraday and the Foundations of Electrical Engineering." 
Wednesday, February 22nd. 3.30 to 6 p.m. Short discourses on “ Re 
, Miniscences and Experiences of Electrical Engineering in both its 
Technical and Legislative Aspects." At 8.30 p.m. Prof. Fleming will 
repeat his lecture of the previous day. 
Thursday, February 23rd. 2.30 to 6 p.m. and 8 to 10 p.m. Contini 
tion of discourses on “ Electrical Engineering." 
Tuesday, February 2ist. At the Hotel Cecil. 
nual dinner, 


` Informal Meeting.—Monday, Fe -bruary 30th. At the Institution. A 
7 p.m. Discussion’ on “ The Éme orgency Use of Oil Fuel’ during the Ке 
cent Coal Strike," to be opened by Mr. E. F. Hetherington. 


At 7 for 7.30 p.m. An- 


v.  (South-Midland Oentre).— Wednesday, February 22nd. At the Univer- 


sity, Birmingham. 
F. P, Whitaker. 


(North-Western Centre).—Tuesday, 
Club, Manchester. 


At 7 p.m. Paper on “ Rotary Converters," by Мг. 
February 2lst. At the Engineers’ 
At 7 p.m. Discussion on “© The Utilisation of Waste 


leat trom Electrical. Generating Stations," with introductory papers by _ 


Messrs. C. I. Haden and Е. H. Whysall. 

(Liverpool Sub-Oentre).—Monday, February 20th. At the University, 
láverpool. At 7 p.m. ture on * An Oscillograph Investigation of the 
Gulstad Relay," by Dr. S. S. Richardson. 

institution of Oivi! Engineers.—lucsday, February 21st. At the Institution, 
Great George Street, S.W. At 6 p.m. Discussion on Mr. Parshall's paper 
on “ Hydro-Electric. Installations of the Barcelona Traction, Light anu 
Power Со.," and paper on '* The Improvement of the' Port ш V ршн. 
by Mr. А. С. Walsh and Mr. W. Е, Stanton. 

institute of Cost and Works Acoountants.—W«dnesday 
At the Institute of Patent Agents. At 7 p.m. 
of Measurement," by Mr. J. C. Todman. 

industria! League and Oouncil.— Wednesday, 
. Hall, Westminster, S.W. At 7.30 p.m. Lecture on “A Proposed Solu- 
' tion to the Transport Problem," by Mr. R. Horniman. 

Paisley Association of Electrical Engineers.— Wednesday, Februáry 2nd. 
At the Y.M.C.A. Buildings, 25,. High Street, At 7.30 p.m. Paper on 
* Switchgear,” by Mr. D. Martin. 

Northampton Engineering Oollege Engineering Soclety.—W ednesday, Feb. 
ruary 22nd, At Northampton Institute, St. John Street, Е.С. At 5.90 p.m. 
Paper on “ Commercial Testing of d.c. Motors and Generators,” бу Mr. 
A. T. Davis. 

British Electrical Development  Association.— Wednesday, February 22nd. 
At the Hotel Cecil, Strand, W.C. At 12 noon. Second annual У пега! 


February Rnd. 
[сй on * Some [лиз 


February 22nd. At Caxton 


- meeting. 1 o'clock | for 1.15 p.m. Luncheon. 
Chelmsford Engineering Society.—Thursday, .February 23rd. At the p 
Anglian Institute of Agriculture. At 7 p.m. Ordinary . meeting. 


London Electrical. Engineers, 24/26 L.A.S.S. Go.—Thursday, Februar! 
23rd. At the Bridge House Hotel, London Bridge, S:E. Annual dinner. 

Edinburgh Eleotrical Society. —Friday, February 94th. At the Philosophical 
‘Institute. At 8 p.m. Paper on '' Some Experiments. in ah Sound 
Detecting,” by Mr. В. A. Pilkington. . · Р 

Junior Institution of Engineers.— Friday, Febru: iry 24th. At Caxton Holl 
А t 8 p.m. Кесине, “ Curved’ Beams, Rings, and Chain Links,” 
Prof. Е. 'G. Coker. 


institution of Production Eginos Friday, February. 24th. At the In- 


stitution of Mechanical Engineers, Storev's Gate, S.W. At 7.30 p.m. 
Paper оп '' Intensive Production oi Automobile Bodies,” by Mr. G. W. 
Eastwoed.. ` 

Birmingham and District Electric Olub.—Fria ay, February 24th. At the 
Grand Hotel, Colmore Row. At 7 p.m. Annual dinner. 

Electrical Power Engineers’ Assoclation.—Friday, February 24th. At the 


Engincers’ Club, Coventry Street, W. Informal discussion 


on * Boiler Troubles.’ | 
Physical Sooiety of London.—Friday, February 24th. At the Imperial Col- 
lege of Science, South Kensington. At 5 p.m. Ordinary meeting. 
Technical Inspection Association.—Friday; February 24th. At the Го. 
Society, of Arts, John Street, Adelphi. At 7.30 p.m. асте оп 
Extrusion of Metals,” by Mr. R. Gendere. 
Manchester Wireless Soolety.—Saturday, February 25th. At the Albion 
Hotel, Piccadilly, Manchester. At 7.30 p.m. Smoking concert. 


At 7 p.m. 


ч 
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THE JUBILEE OF THE INSTITUTION 


LI 

THE Society of Telegraph Engineers was founded in 
1871, mainly owing to the efforts of Major F. Bolton and 
Captain €. E. Webber, R.E. (who afterwards respec- 
tively became Sir Francis Bolton and Major-General 
Webber). The opening meet 

ing was held on February 
28th, 1872, when Mr. C. W. 
Siemens (afterwards Sir 
William Siemens) took the 
chair as the first President 
—the first of a long series of 
men distinguished in 
science, engineering, and 
industry, whose names with 
few exceptions are of world- 
wide reputation, and form 
a crown of glory to the 
society for which they 
laboured. The original list 
of members, which we print 
elsewhere, contained 71 
names (Sir William Thom- 
son joined the Society a few 
days later); at the end of 
the first year it had swollen 
to 110 names. The hon. 
treasurer was Robert 
Sabine, and the hon. secre- 
tary Major Bolton; the 
auditors were Messrs. J. W. 
Blundell and F. С, Danvers. 

Many names well known in 
the electrical industry will 
be found in the list: 

Latimer Clark, Carey 
Foster, Fitzgerald, Graves, 


Phillips, Willoughby Smith, 

Spagnoletti, Siemens, Sabine, the Varleys, Webber, 
Whitehouse, Canning,  Culley—these . will awaken 
memories in the hearts of many of our readers. 


Sır WILLIAM SIEMENS, D.C.L., F.R.S., 
Henley, Langdon, Preece, President of the Society of Telegraph Engineers, 1872 and 1578. 


OF ELECTRICAL ENGINEERS.—I. 


reproduce a photograph; the latter, unfortunately, is 
on the Continent, and we are unable to obtain a portrait 
of him. We give portraits also of Sir William Siemens, 
one of the founders of the British company, and of Mr. 
George E. Preece, who was 
in effect the first secretary, 
though Mr. Н. S. Wilson 
held that post for а few 
months. 

Sir Herbert Jekyll, who 
was born in 1846, served 
with distinction 35 years in 
the Royal Engineers, and 
occupied many posts in the 
Civil Service, the last being 
that of Assistant Secretary 
to the Board of Trade 
(1901-1911), in which capa- 
city he was well known to 
the electrical industry. Col. 
Maleolm was born in 1837, 
and served 40 years in the 
Royal Engineers, taking 
part in the Crimean War 
and the Indian Mutiny, and 
gaining several honours; he 
also served the public in 


varlous capacities. Inci- 
dentally, Capt. Malcolm 
read a paper before the 


Society on April 26th, 1872. 

In the earły days the 
Society was naturally con- 
corned- mainly -with tele- 
graphic questions, but from 
the commencement it was 
foreseen that a broader field 
would open before it; at 
the opening meeting Mr. С. F. Varley said: 
‘“ This. Society, I assume, will gradually, by natural 
selection, develop more into an electrical society 


GEORGE E. PREECE, 
Secretary to the Society, 1872. 


Of the original founders, two alone survive—Col. Sir 
Herbert Jekyll, K.C.M.G., and Col. Edward Donald 
Malcolm, C.B., R.E. Of the former we are glad to 


[Elliott e Fry. 
Cor. Sir Неквект JEKYLL, K.C.M.G.,. 
‘One of the Surviving Founders of the Society. 


Photo by] 


than into a society of telegraphy proper; and the 

moment it is understood that all: papers on electricity 

or bearing directly upon the development of electrical 
F 
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science are admitted, it at once takes the science out of 
the narrow groove into which it seemed to be drifting, 
into the most extensive of all grooves, because it will be 
found ultimately to embrace every operation in nature.’’ 
Varley was a true prophet; who can set bounds to the 
scope of electricity? Every advance in our knowledge 
of the structure of the universe—and enormous strides 
have been made since his day—increases the probability 


Sır WILLIAM THOMSON (LORD KELVIN) IN 1870. 


Reproduced by permission of Messrs. Macmillan & Co., Ltd., from the ** Life 
of Lord Kelvin.” 


that electricity ‘‘ embraces every operation in nature.” 
As Varley foresaw, the specialist character of the 
original body was soon merged in a diversity of elec- 
trical interests; by 1880 the membership had increased 
to 980, and in the following year ше Society became 
the Society of Telegraph Engineers and Electricians. 
In 1883 the present title was adopted. The membership 
continued to increase without a check, as the following 


Phoio Ьу] 


[Elliott & Fry. 
Sır WILLIAM Crookes, F.R.S. 


figures will show: — 1890, 1,760; 1900, 3,660; 1910, 
6,210; 1920, 8,437—and a few weeks ago it triumph- 
antly passed the 10,000 mark, almost 100 times the 
total at the end of its first year of existence. 

A perusal of the list of past-presidents of the Insti- 
tution reminds us of the splendid pioneer work accom- 


plished by British electrical engineers, members of the 
Institution; amid so brilliant an -assembly it seems 
invidious to make distinctions, but the limitations of 
our space compel it, and we have selected for portraiture 
that colossal figure, Lord Kelvin, who with Sir William 
Siemens may be taken to represent the telegraphic 
interests on which the Society was founded; Dr. John 
lIopkinson, who established the theory of the dynamo 


Sır Josera W. Swan, F.R.S. 


on a firm basis; Sir Joseph W. Swan, the inventor of 
(he incandescent lamp; and Sir William Crookes, whose 
researches paved the way to the electron theory, the ther- 
mionic valve, and the X-rays. ! | 

The first meetings of the Society of Telegraph Engi- 
neers were held at the Institution of Civil Engineers; 
but the Electrical Engineers long aspired to. possessing 
a home of their own, and in 1909 they acquired the 


Pheto by] [Elliott & Fry. 


Dr. JOHN Hopkinson, F.R.S. 


handsome building on the Embankment, in which next 
week the Institution will fittingly celebrate the attain- 
ment of its jubilee by first of all paying homage to the 
memory of the immortal Faraday, the father of elec- 
trical engineering, after which a number of eminent 
members will deliver short discourses. 
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THE MERSEY POWER СО, 


LTD. 


THE NEW RUNCORN POWER STATION. 


Some eleven years ago the Salt Union, Ltd., established 
a triple-effect vacuum plant at Weston Point, Runcorn, 
near Liverpool, for the economical production of salt by 
evaporating brine—incidentally, the brine used is con- 
veyed to Runcorn from Northwich 
in the Mid-Cheshire salt district by 
means of.a pipe line—for which pro- 
cess a large amount of low-pressure 
steam was needed. When erecting 
the generating station to furnish the 
necessary steam, Mr. G. W. Mal- 
colm, engineer and managing direc- 
tor of the Salt Union, incorporated 
turbo-generators in the plant, so 
that the steam is made to do useful 
work in producing electricity before 
it is exhausted into the salt-making 
plant. 

Of the electricity so produced a 
portion is utilised in the salt works 
themselves, but the bulk is available 
for other purposes; the Salt Union 
therefore sought Parliamentary 
powers to facilitate the disposal of 
its surplus electricity, and it was 
authorised to give a public supply. 
To deal with the latter business a 
subsidiary company—the Mersey 
Power Co., Ltd.—was formed in 
1911, to which the Salt Union’s 
Provisional Orders were trans- 
ferred, and met with success from 
the start; it laid transmission and 
distribution mains, purchasing electricity from its 
parent company at the generating station bus-bars. 
The public supply commenced in January, 1912, during 
which year 14 million kWh were sold; in 1920 that 
figure had grown to 25 millions. Additional plant was 
installed from time to time until ultimately a generat- 


The area within which the company is authorised to 
supply electricity includes the urban and rural dis- 
tricts of Runcorn and the borough of Widnes, but the 
company is also permitted by Fringe Orders to furnish 


Еа. 1.—EXTERIOR OF RUNCORN POWER STATION. 


considerable quantities of energy to individual con- 
sumers at Ellesmere Port and elsewhere, and it is at 
present seeking power to extend the area so as to include 
Ellesmere Port. The area in question is within the 
Mersey and West Lancashire Electricity District, and it 
will be remembered that the result of the Electricity 


Fic. 2.—A 129.500-KW Parsons TURBO-GENERATOR. 


ing capacity of 8,250 kW was available to meet the 
public needs. Nevertheless the 1918 demand for electri- 
city made it evident that the surplus energy from the 
salt-making industry was inadequate to meet the public 
demand for electricity, and the Mersey Power Co., Ltd., 
was forced to build a new steam generating station to 
furnish thé excess energy that was called for. 


Commissioners’ inquiry in connection with that dis- 
trict* was to give the Mersey Power Co., Ltd., complete 
autonomy within its area of supply and power to ex- 
tend its operations, subject, of course, to the control of 
the Electricity Commission. 


— 


*ELEC. Rev., February 11th and April 28nd, 1921. 


————————————__— 
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The company operates 27 sub-stations, and the system 
of supply is an a.c., 3-phase, 50-cycle one at a pressure 
of 440 volts for power purposes, while lighting is done 
on the single-phase system at 250 volts; energy is trans- 
mitted over long distances at a pressure of 33,000 volts 
and over short distances at 6,000 and 3,000 volts. 

Fortune favoured the selection of the 27-acre site of 
the new generating station; it is adjacent to the old 
station, water to an almost unlimited quantity is obtain- 


Fic. 3.—BoiLER HOUSE. 


-able for condensing purposes, and facilities exist for the 
delivery of either rail- or water-borne fuel. The new 
station has been designed by the company's consulting 
engineers Messrs. Merz & McLellan—to be readily 
extendable to an ultimate capacity of 100,000 kW, and 
it is expected that when it is in full running order the 
steam consumption will be under 10.15 lb. per kWh 


and Sons, Ltd., of London, who, while building the 
foundations, installed the whole of the necessary pipes 
and ducts in and around the station so as to enable the 
cables to be drawn in afterwards. The building is a steel- 


framed structure clothed with corrugated asbestos sheets. 


The whole structure is so arranged that an additional 
bay can be easily added to both the boiler-house and 
engine room; the total weight of the steel used in con- 
strueting the boiler-house alone was approximately 770 
tons, and a feature of the station is 
its extreme compactness. The build- 
ing itself was constructed by 
Messrs. Heenan & Froude, Ltd., of 
Manchester, and an exterior view of 
it is seen in fig. 1. 

The railway sidings consist of 
about two miles of track, fed from 
the Manchester Ship Canal Co.'s 
.docks, and were constructed by 
Messrs. W. Jones & Sons, Ltd.; 
there is still under construction a 
siding that will communicate with 
the London & North-Western Rail- 


way. The railway track passes 
over two underground  steel-plate 
hoppers into. which the coal is 


tipped ; beneath the hoppers jigging 
grids are installed that allow all 
lump coal to pass over them into a 
crusher which is situated below. 
The latter machine discharges the 
crushed coal on to a conveyor that 
elevates 1t to the bunkers located 
along the top of the boiler-house; 
the conveyor is of the endless chain 
and gravity bucket type, and is 
capable of holding 800 tons of fuel. 
The coal is supplied to each boiler through three cast- 


iron mouthpieces that contain special regulating valves. 


The side plating of the bunker is extended for some 
10 ft. above the sides of the bunker in corrugated iron 
to the roof in order to form a dust screen. 

The coal-handling plant, boilers, flues, pipe work, and 
chimney were supplied by Messrs. Babcock & Wilcox, 
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Fic. 4.—OUTDOOR 6,500/33,000-voLT TRANSFORMER SUB-STATION. 


generated; at the moment two 12,500-kW turbo-alter- 
nators produce 50-cycle energy at a pressure of 6,450 
valts. With a good load factor the station, which was 
officially inaugurated on November 25th, 1920, com- 
menced its career with bright prospects of success. 
The excavating work and foundation laying for the 
new buildings was undertaken by Messrs. Walter Jones 


Ltd., of London, who installed three water-tube boilers 
(fig. 3), each of which is capable of evaporating continu- 
ously 45,000 Ib. of water to steam at а pressure of 
270 lb. per sq. in. and superheated to between 675 and 
700 deg. F. Each economiser is built up of a group 
of solid-drawn steel tubes heavily galvanised both 
inside and out, and fitted into steel headers. 
(To be concluded.) 
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SERVICE 
Lc: ^ DEPARTMENT. 3E 


To enable us to eomplete replies to inquiries received this 
week, we need the names of suppliers or manufacturers of :— 
H. & H. insulating tapes. 
_ Electrically-operated steam valves of small diameter 
— --. (inch to inch and a-half), which could be controll 
by means of a thermostat. e 
Raw-hide slings, for supporting electric cables. 
Insulating adhesive glue, applicable in sinilar. way to 
carpenter's glue. I 


“NOTES. 


The Society of Telegraph. Engineers.— The following is a 
list of the original members of the Society of Telegraph En- 
gineers, referred to on p 233 :— ° кс Ж Sie Че "Г 
: F. Bolton и 
Fred. Beaumont 
. C. Becker | 
*Philip Howard Colomb : 
John T. Burt 
Richard Collett 
Sackville A. Cecil 
*Laamer Clark 
tGeorge Carey Foster 
Desmond G. Fitzgerald 
` John Henry Greener Octavius Varlev 
A. Graves +С. F. Varley 
George S. Grimston T. P. B. Warren 
Nathaniel John Holmes ^ tC. E. Webber: 
W. T. Henley. tE. O. W. Whitehouse - 
-Thomas Evans Lundy Knapp Barrow 
Хуш; Langdon- ? Alfred Eggington 
. L. Loettler Thomas Fletcher 
Henry Moxon ` Richard Higgs 
Samuel J. Mackie E. Graves | 
tE. D. Malcolm RE tG. G. Newman 
Emil Naglo j M. Theiler 
W. H. Preece | Fred. C. G. Ritso 
Geo. E. Preece `. Geo. Henley 
S. E. Phillips, Junr. .Langham Rokeby 
Sam. E. Phillips Frederick Fraisi 
. Theophilus Smith Frank R. Francis 
James Radcliffe II. Jekyll. R.E. 
*Willoughby Smith James McLean 
W. Н. Shaw . = John Bourdeaux 
C. E. Spagnoletti *Lord Lindsay 
Henry Sach — +S. Canning 
E. O. Brown +К. S: Culley. 
| * Vice-President. | 


. tMember of Council. 


C. Williain Siemens 

Carl Siemens ` n 
*Frank Ives Scudamore . ` 
Robert Sabine 
+Richard H. Stotherd ` 
R. J. Scott 
Herbert Taylor | 
А. L. Ternant А s 
Frederick Henry Varley 
S. Alfred Varley | 


Finsbury Technical College Old Students’ Association.— 
On January 27th Old Students of the Finsbury Technical 
College met at an. informal dinner and smoking concert at the 
Engineers’ Club, Coventry Street, London, W. Mr. W. G. 
Head. M.I.Mech.E., president of the Association, presided, 
and was supported by з number of past presidents and vice- 
presidents. Among the guests were Dr. Armstrong, F.R.S., 
Мг.. А.. .C. Chapman, .E,LC. F.R.S., president of the 
Institute of Chemistry, Mr. R. B. Pilcher, Professor A. J. 
Hale, F.I.C., and Mr, J. K. Catterson-Smith, M.I.E.E. Under 
the direction of Mr. L. M. Clark a pleasing aud well-varied 
programme was supplied Бу ‘Messrs. Raymond lles, G: M. 
Jeffravs, G. Thomas, Ivor Jones, and Ralph Frazer, with Mr. 
L. Regan, F.R.C,O., at the piano, Additional items were 
given by Messrs. ‘Pilcher, К.:О. Grant, and W..J. Tennant. 


‘Fatality.—A  coal-cutting machine man, named Wm. 
Cairns Paterson, was killed at Rosehall Colliery, Coatbridge, 
recentiy. Не had been at work’on the machine and put his 
hand on one of the switches receiving a severe shock. 


A French “ Leader " Cable.—For the last six months the 
Havre Chamber of Commerce has been studying with M. Loth 
the possibility of establishing an electric ‘‘.Leader’’ cable 
moning out from the port to. the lightship moored westward 


af Cap de la Heye and. probably beyond the lightship in a 
direction allel with the coast up to Cap d’Antifer. This 
would m the cable some thirty miles in length. It would 


be laid in the navigable channel and carry an alternating cur- 
rent which would act by induction on а small apparatus carried 
on board the ship, and the sounds would indicate whether the 
veasel was following the course of the cable or not. The chief 
use of the cable would, of course, be to guide ehips in foggy 
weather and, although fogs are rare at Havre, the authorities 
consider that the cable would prove a considerable time-saver 
to navigators. The Havre Chamber of Commerce will shortly 
hold a. epecial p y session at which the adoption of the 
echeme will probably be decided upon.—Reuter's Trade Service 


: have exceeded it. · Мапу 
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- Australian Wireless Telegraphists.—In connection with the 
claims of the Radio Telegraphists' Institute of Australasia re- 
lating to rates of pay, hours, holidays, and classification of 
wireless stations, the arbitrator, after detailing the evidence 
taken in Sydney, determined that the minimum wage to be 
paid to members of the organisation in the Commonwealth 
public service should be as follows :—Radio engineers, class Е, 
minimum £300, maximum £390, with annual increments of 
£15; radio inspectors, £350 to £420, increments £20; radio 
station masters in charge of continuous stations, £340 to 
£300, increments £20; radio telegraphists, class 4, £235 to 
£280, increments £15; class 9, £10 to £212, increments £12 
and £10; senior radio mechanics, £252 to £276, increments 


£12; radio mechanics, £222 to £210, increments £6. In 


addition, telegraphists, class 4, in charge of non-continuous 
stations will receivé an allowance at the rate of £25 per 
annum. "lelegraphists, class 5, will advance to a salary of 
£235 after having served one year at £912, or four years 
in class 3. Cost of living allowances to meet the present 
increase in the cost of commodities and provide for other 
conditions arising out of the war in addition. to but not as 
part of their salary were awarded, married officers receiving 
£30 per annum and unmarried officers £30 per annum. The 
hours of duty were fixed at 30 a week. Every employé is 
made liable to be called for duty at any time that he is 
required, but any time worked beyond the expiration of 30 
ininutes after the scheduled hours of duty for the day is to 
be paid for at the rate of time and a half for the first two 
and a half hours, and at double rates subsequently. ' There 18 
a provision that no ofticer shall serve more than three years 
continuously in any tropical station, and an award is made 
for travelling allowance, disability allowance to an othcer 
serving at a non-metropolitan station of £25 a year, recreation, 
leave, «c. | 

The arbitrator pointed out that the Institute consisted of 
a comparatively new body of public servants. There were 
now 2 stations under the control of the Commonwealth, 
the total staff numbering 110. The radio staff was anxious 
te be recognised as professional officers, and the new measure 
now before the Federal Parliament would abolish the dis- 
tinction between the clerical and professional divisions. But 
dealing with the position as the law now stood, with the dis- 
tinetions between the divisions in force, he’ was unable to 
adinit this part of the claim. In his opinion only the radio 
engineers were entitled to be classed as professional men; 
the operating staff should be graded in the same division as 
land telegraphists, the clerical division. 


+ 


' 


Private Wireless in France.— he Paris journal, La Nature, 
having been asked by private owners of wireless-receiving in- 
stallations whether they could employ transmitting apparatus, 
states that the Under Secretary for Posts and Telegraphs has 
issued а communication from which it appears that private 
persons have the option of employing transmitting apparatus. 
Communications established by such stations are subject to 
inspection by the State and to the same royalty as is charged 
for private wires. ‘This royalty, as determined by the law of 
March 29th, 1920, is 45 fr. per year and per kilometre distance 
between two stations corresponding with each other (58s. per 
year per mile).— Birmingham Post. · - | 


The Electro-Harmonic Society.—The concert held оп 
Friday last (Ladies' Night) was highly successful, and there 
was a very good attendance, despite the fact that the Electrical 
Engineers" Ball took place on the same evening; it was 
generally regarded as unfortunate that the two events. should 
clash, апа seeing that the dates of the concerts were known 
as long ago as last September, the duplication . could surely 
have.been avoided. The songs of Miss Bessie Jones and Mr. 
Edward Halland were particularly appreciated, and Mr. W. V. 
Robinson's Canadian. stories and remarkable performances 
on the mouth-organ were equally enjoyable. Mr. Lloyd 
Shakespeare and Mr. Ernest Rutherford, in alliance with Miss 
Gladys Millage, who delighted the Society twelve months ago 


with their unique ‘musical divertissement," excelled their 


— previous performance, and contributed very largely to the 


success of the concert. : 

Electrical Engineers’ Ball.—This very successful social 
function was again held at the Hotel Cecil on Friday last, 
and we think has now so firmly established itself that we 
may regard it as an essenfial future annual event. The 
attendunce was only slightly under last year's record figure, 
and but for the ravages of intluenza would almost. certainly 
visitors from. the. provinces were 
present, and the enjoyment of the whole gathering was 
manifest. The music and the catering arrangements were 
excellent. and we feel that the heartiest congratulations should 
be extended to the Executive Committee, whose unselfish 
labours for months past made the evening such à complete 
success. — ^ —— | ' | 

South Africa and Decimal Coinage.—The South African 
Mining and Enginéering Journal states that the Government 
intends to introduce a Bill during the present session to estab- 
lish a system of decimal coinage in the Union. The system 
is based on the division of the sovereign into 1,000 cents, with 
a florin worth 100 cents, as advocated for this country by the 
Decimal Association and the great banking companies, — 
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Multiple Music.—By means of electrical apparatus audi- 
ences in the turist Kinema Theatre, Birmingham, and 
people in a café 280 feet away are able at the same time to 
hear music played in the theatre. The music is reproduced in 
the café through a horn after being electrically amplified. 

‘If the Post Oftice will make the necessary concessions with 
regard to power,” Mr. W. Greenfield, the resident manager 
of the theatre, says * wireless amateurs can enjoy our music 
in their own homes during the hours we are open. Telephone 
users may also benefit bv having an additional line linking 
up with the theatre so that the music can be switched on 
when desired.'"—Daily Mail. 


The Electric Welding of Steel Structures. —А5 mentioned 
in à previous issue, Major James Caldwell, M.Inst.C.E., 
recently read à paper on '' Electric Are. W elding in Steel 
Structures ” before the newly-formed South Wales Branch of 
the Institution of Mechanical Engineers. He said that in 
both technique and practice advances had been made. The 
adoption by experiment of the best forms of electrodes and 
fluxes for various kinds of steel, the correct voltage, current, 
and size of electrode for welds in materials of various dimen- 
sions were among the matters which were now calculable to 
a great degree of accuracy. There was still, however, plenty 
of room for further improvements. Tests had shown that 
welds in mild steel structures had a tensile strength equal 
to the steel itself; in fact, as a rule, the weld was slightly 
stronger, as was proved in tensile tests where the break 
occurred outside the weld. As regarded ductility, the charac- 
teristics of welds were not so good. Under alternating and 
impact tests welds showed up favourably, and in mild steel 
welds the modulus of elasticity was practically the same as 
that of the steel. Arc welding compared favourably with 
riveting with respect to the time taken up. The absence of 
a supply of electricity on the site was not a big handicap. as 
portable welding sets were easily obtainable. Are welding 
also reduced the weight of the finished work, as it was 
generally possible to dispense with the gussets and other 
stiffening pieces required in riveted work. Major Caldwell 
gave particulars of typical cases where arc welding had been 
emr'yveu as an alternative to riveting, and details o^ tests 
which had been carried out upon the completed structures. 
These tests proved that the rigidity, generally, was greater 
than usually found in riveted construction. 


A New Cable Ship.—The John W. Mackay, a telegraph 
cable repairing steamer, which jis being constructed by 
Messrs. Swan, Hunter & Wigham Richardson, Ltd., for the 
Commercial Cable Co., of New York, was launched from the 
Neptune Shipyard, Walker, Newcastle-on-Tyne, on November 
30th. The vessel has been specially designed for her work, 
and is propelled by twin-screw eteam engines, which, together 
with the boilers, are being constructed by Messrs. Swan, 
Hunter, & Wigham Richardson, Ltd., at their Neptune 
Works. She is 300 ft. in length by 48 ft. beain by 35 ft. in 
depth. Her overhanging bow carries three cable sheaves, 
whilst a stern sheave 1s also fitted. The cable will be carried 
in four tanks placed forward of the machinery, which have 
altogether a coiling capacity of over 50,000 cu. ft. The 
machinery required for working the cables, including picking 
dvnamometers, and а Lucas patent sounding machine, is 
being supplied by the Telegraph Construction & Maintenance 
Co., Ltd. The propelling triple-expansion engines will be 
supplied with steam by three boilers, working under the 
Howden system of forced draught, and burning oil fuel on 
the Wallsend-Howden system. The John W. Mackay was 
designed and built under the supervision of Commander F. H. 
Larnder, O.B.E., of the Commercial Cable Co. 


A New Steel.—4As the result of research work carried out 
by Mr. H. H. Ashdown and others at the Openshaw works 
at Manchester, Messrs, Armstrong, Whitworth & Co. have 

roduced a steel, known as ‘‘ Vibrac,’’ which is asserted to 

ave the valuable property of never tempering brittle and of 
being absolutely reliable and consistent in its behaviour under 
any normal treatment, says The Times, which goes on to 
explain that what is claimed for “ Vibrac " steel is, that in 
addition to the fact that it responds satisfactorily to even 
higher mechanical requirements, particularly with respect to 
elastic limit, than those obtained from nickel chrome steels, 
it may, subject to any normal treatment, after tempering, be 
either furnace cooled or cooled in air, thus cutting out all 
risks of distortion, and yet will give higher impact values than 
nickel chrome steel treated under the most favourable condi- 
tions. Further, in large masses it 18 consistent throughout 
the mass. 


Summer Time.—A Bill presented by the Home Secretarv 
on February 8th provides that Summer Time shall begin at 

midnight on the night of the last Saturday in March (or the 
last Saturday but one in March when the last Saturday is 
the day preceding Easter), and shall terminate at midnight 
on the night of the first Sunday in October. These dates 
were fixed in agreement with France and Belgium, in order to 
obviate the inconveniences which have been experienced in 
the past through. Summer Time beginning and ending on 
different davs in the different countries. The Bill makes the 
arrangement, which has hitherto been carried out under Orders 
in Council, а permanent one.—The Times. 


РА 


Ап International Scientific Congress.—The Association des 
Ingénieurs sortis de l'Ecole de Liége is organising for the 
week June lith to l6th, 1922, on the occasion of the 75th 
anniversary of its foundation, an International Scientific 
Congress, to which the engineers and scientific men of 
Belgium and the allied nations are invited. The Congress 
will comprise seven sections: mines, metallurgy, mechanics, 
electricity, chemical industries, civil engineering, and 
geology. Papers will be read and discussed, and reports will 
appear in the Revue Universelle des Mines. A list of suit- 
able subjects has been drawn up by way of suggestion, but 
the scope of the Congress is not restricted to these; the list 
сап be obtained, together with additional information regard- 
ing the Congress, from Mr. O. Lepersunne, Secrétaire-Général 
Че A.I. Lg., 16, Quai des Etats-Unis, Liege. A copy of the 


list of subjects js on file at the office of the ELECTRICAL HE- 
VIEW. 


An Educational Film.—4An interesting kinemato raph film 
of great educational value was shown recently at the 
Polytechnic, Regent Street, London, to the students of 
the Day School of Engineering. This film, which was 
kindly loaned by the British Thomson-Houston Co., Ltd., 
showed the stages in the construction of a 40-000-h.p. Curtis 
turbo-alternator at the company's works at Rugby. Before 
the film was presented, Mr. H. J. Spooner, head of the School 
of Engineering, impressed upon the students the importance 
of screen projection, both moving and stationary, in conjunc- 
tion with lecture work. Mr. Philip Kemp, head of the elev- 
trical engineering department, pointed out the rapid growth 
in the size of the plant, mentioning that this turbo-alternator 
was the largest set manufactured in Great Britain. Mr. Kemp 
then explained the use of these large sets in super-stations 
and the great increase in consumption of electricity that was 
to be expected consequent upon the formation of supply areas 
in England and Wales. 

The fiin commenced with the foundry work on the turbine 
casings, and then took the spectators through the various pro- 
cesses of construction to the static and dynamic balancing of 
the turbine and alternator rotors, concluding with some strik- 
ing illustrations of the magnitude of the power of the set. 


The Vulcanisation of Rubber.—A paper on “ Vulcanisa- 
tion, Past, Present and Future,’’ was read by Dr. Schidrowitz 
before the Institute of Rubber Industry on January llth. 

After describing the different methods of factory practice 
now in vogue, Dr. Schidrowitz turned to the future and des- 
cribed the Ideal-Omnium Rubber Works, Ltd., A.D. 1910— 
'" Compared with the works with which I had been familiar," 
he said, ‘іп the first and second decades of the nineteenth 
century, the exterior struck me as having indeed a strange 
appearance. First, there were no chimneys. My guide, with 
a pitying smile, explained that there were no chimneys be- 
cause they had no boilers. 

‘Each mill and calender,’ ” he said, “ ‘is connected with 
its own small boiler; this is electrically heated and fitted with 
an automatic cut-out, which operates when the mill or calender 
has attained a definite heat. Subsequently the temperature 
is kept steady by a stream of warm water from a central tank. 
The latter is heated by means of powerful electrical elements 
and is fitted with delicate thermostats.’ 

“ Everywhere—even in the mill rooms with their enclosed 
mixers and silent gears—one saw or felt that curious absence 
of the characteristics of the 1920 factory—noise, steam, sol- 
vent vapours, the dust of fillers. Above all, there was the 
evidence at every turn of electric power—electric power for 
heating shops and for heating mills, water, gases— electric 
drive for every machine, for runways—electric light for jllum- 
nation and for some kinds of curing. : 

“ ‘Tell me,’ I said to my guide, 
able to use electricity so lavishly.’ 

'* ! Tt costs us,’ he replied, ‘ about one-sixteenth of a penny 
per unit. On every coalfield there have been erected super- 
power stations, costing many millions apiece; several super- 
stations are worked by tidal power ; the loss in transmission 
has been reduced to a minimum. 

'* * But the capital cost,’ I said, ‘ must have been enormous; 
what of the consequent overhead charges? ' 

'* * Ah, yes,’ he replied, ' but the capital cost was defrayed 
out of the economies effected by a drastic reduction of the 
income-tax in 19292. . 

“ And then I woke up. "— Financial Times. 


The Design and Industries Association.—This Association 
is holding a '' Deliverahce from Drudgery ’’ exhibition at 6, 
Queen Square, W.C.1, from February 6th to 95th. There is 
to be a conference on lighting at 8 p.m. on February 20th. 


The Enlargement of Olympia.—According to the Daily 
Mail the extension of Olympia is contemplated. and will be 
carried out in a short time. It is proposed to build another 
hall half the size of the present one; the two halls will be 
self-contained, and will, therefore, be employed separately 
or together for exhibitions. 


Exhibition at Reval.—The annual Agricultural and Indus- 
trial Exhibition at Reval will be held from September 2nd to 
llth this year, according to the Board of Trade Journal. The 
organising body is the Esthonian Agricultural Association, 20, 
Nunne Street, Reval. 
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Antomatic Train Control.—According to Mr. James В. 
Regan, head of the Regan Safety Devices Co., who has left 
London for New York, 49 railway companies in the United 
States have been ordered by the Government to install auto- 
matic train control by not later than July 186, 1924, says The 
I:mes. А number of tests and demonstrations of automatic 
train centrolling appliances have been made in this country 


and in France during the past few years, and the Ministry of . 


Transport is known to be interest2d in the subject. A satis- 
factory device of this sort not only links the locomotive with 
ihe signals so that the train obeys them, independently of 
tie driver, but automatically applies the brakes if another 
train or апу other obstruction is on the line, whether visible 
to the driver or not. The Regan system was fully illustrated 
aud described in our issue of October 29th, 1920, p. 570. 


The Glasgow Subway.—The Glasgow underground rail- 
way 1s to be closed owing to its inability to meet working 
custs out of revenue. It has been handicapped by being in 
competition with the finest tramway system in the world. 
Kiectriication has been suggested again and again, but it is 
uuprobable that even this would remedy the position of the 
undertaking. 


Electric Cranes.—The Anchor Line has introduced electric 
cranes to replace those driven by steam at the Yorkhill berth, 
G.1sgoW. They have been so constructed that very little dock 
space 15 taken up; they are of the overhead type, and the 
work of moving wagons on the quay will be greatly facilitated. 


Radium in the Belgian Congo.—The Westminster Gazette 
rerorts the discovery of rich radium (uranium?) deposits at 
hatauga, in the Belgian Congo. The existence of radium in 
the country was known before the war, according to an official 
uf the Union Minière du Haut Katanga. 


A New Water-boiler.—According to the Sydney Daily Tele- 
g'2ph, a young Australian electrician has invented a utensil 
Which will boil a pint of water in 25 seconds. ‘* The secret 
ol the principle has been well kept. It is one which is in 
direct opposition to all the accepted ideas of electrical science. 
An expert, when told of the scheme, said that it simply could 
Dot be done, because the basis violated a cardinal principle 
of sclence. ‘The expert, when present at the demonstration, 
revised his criticism, and is now said to be pondering over the 
fallacy of accepting as final text-book diagrams. 


Au Indian National Electrotechnical Committee.—The 
Government of India is to constitute a National Electro- 
technical Committee, consisting of Mr. A. S. Coubrough (of 
Messrs. Mather & Platt, Ltd., Calcutta), Mr. A. Cochran (of 
Messrs. Burn & Co., Calcutta), Mr. Hindley (chairman of the 
Port Trust, Calcutta), for the purpose of discussing points of 
interest to the country and forwarding its resolutions to 
the International Electrotechnical Commission in London. 
The Institution of Engineers (India), according to the Govern- 
шеш. will ultimately have the charge of appointing the 
oe Electrotechnical Committee.—Heuter’s Trade Service 
'Donibay). 


Sampling and Analysis of Coal Committee.—The Fuel 
hesearch Board of the Department of Scientific and Industrial 
Research has appointed & committee to advise upon the 
sampling and analysis of coal. The personnel of the Com- 
mittee is as follows:—Prof. Thomas Gray, D.Sc., Ph.D. 
ichairman), Prof. J. W. Cobb, C.B.E., B.Sc., Mr. J. T. Dunn, 
Lise. Mr. J. S. Flett, O.B.E., D.Sc., LL.D., F.R.S., Mr. 
G. Nevill Huntly, B.Sc., Mr. S. Roy Illingworth, M.Sc., Mr. 
J. G. Ring, F.L.C., Mr. C. H. Lander, D.Sc., Mr. R. Lessing, 
Ph.D., Mr. C. A. Seyler, B.Sc., Mr. Е. S. Sinnatt, M.B.E., 
M.Sc.. Prof. К. V. Wheeler, D.Sc., Miss N. Renouf, F.C.S. 
Isecretary). 

It is intended that the methods recommended by the Com- 
mittee shall be adopted in connection with the physical and 
chemical survey of the national coal resources. Communica- 
tions for the Committee should be addressed to the secretary 
st 16 & 15, Old Queen Street, Westminster, London, S.W.1. 


Direct Current at 200,000 Volts.—TuE GENERAL ELECTRIC 
Co. of America announces the development of a complete 
outfit for producing 2 kW of direct current at 200,000 V. This 
‘106 consiste of the following apparatus :—A 10-h.p. motor 
‘uupled to a 2,000-cycle alternator; a main transformer; four 
яко kenotrons; four filament transformers; two 
iwi tuU-Y condensers; and a switchboard. 


The Wimbledon Case.—Petitions signed by a large 
пушіег of burgesses of the town, requesting the Mayor to 
call a town's meeting to consider the situation which has 
arisen in connection with the dismissal of Mr. Н. Tomlinson 
lee, have been handed to the town clerk, with a request that 
he will obtain the Mayor's decision as to whether or not he 
wil call a town's meeting. In the event of his refusal, steps 
will be taken to call a meeting of the burgesses. 


Appointments Vacant.—Electrical engineer and business 
IL:nager, for the Belfast Corporation electricity undertaking; 
a-istant electrical engineer (£250), for the Tonbridge Cor- 
ay electricity department. (See our advertisement pages 
to-day. 


INSTITUTION NOTES. 


The Institution of Electrical Engineers.—lNroRMaL MEET- 
ING.—Àt the informal meeting on tebruary 6th Mr. A. F. 
Harmer was in the chair, when Mr. J. Joseph read à paper 
on `“ Some Practical Applications of the Therinionic Valve," 
und brietly outlined some of the recent applications of the 
valve apart from wireless telegraphy and telephony. Не 
described the construction of the valves and showed large 
diagrams of wave forms and some excellent exhibits of the 
valve in its different applications. One of the most important 
applications of the valve, һе said, was in connection with 
repeater circuits for the amplification of telephone currents 
in long-distance trunk telephone cables. The weight of a 
conductor used to be from 200 to ӨЮ lb. per mile, but by 


` the employment of the thermionic repeater relay, the weight 


was now reduced to W lb. per mile—a saving of many thou- 
sands of pounds in а network of long trunk lines. The ther- 
mionic relays were placed thirty miles apart, and comprised 
three special transformers. Another interesting application 
of the valve for the amplitication of low-frequency sounds had 
recently been developed in connection with the recording of 
heartbeats, so that in conjunction with the thermionic 
amplifier the beat of the heart could be heard in a large 
room, and, what was very important, without the patient 
being aware of it and possibly getting excited. Another recent 
application was the simultaneous reproduction of speech with 
the projection of a film on a screen. A somewhat novel 
application was its use as a high resistance for the measure- 
ment of dielectric losses in cables at high potentials by the 
wattmeter method.  Hectifüers for charging batteries were 
next reviewed, and in his concluding remarks the author said 
that the thermionic valve might be indirectly used for con- 
trolling mechanical work even at distances of thousands of 
miles. It was gratifying to know that the best valves were 
produced in this country. The subsequent discussion was led 
by Mr. Р. Dunsheath, who spoke of the application of valves 
to breakdown tests on cables. He was followed by Mr. S. R. 
Mullard, Prof. P. M. Baker, Prof. C. L. Fortescue, Mr. Leslie 
Miller, Mr. E. Kilburn-Scott, Major Tucker, Messrs. P. 
Coursey, C. A. Newell, Robinson, A. Rosen, Bell, and A. F. 
Нагшег. | 

COMMEMORATION MEETINGS.—The following is the programme 
of the meetings to be held on February 2156, 22nd and 23rd, 
in commemoration of the first meeting of the Society of Tele- 
graph Engineers held on February 25th, 1572 :— 

Tuesday, February 21st (at З p.m.).—Experimental lecture 
by Professor J. A. Fleming, M.A., D.Sc., E.R.S., on ` Michael 
Faraday and the Foundations of Electrical Engineering.” 


(The annual dinner of the Institution will be held this day 
at the Hotel Cecil, Strand, W.C., at 7 p.m. for 7.30 p.m. 

Wednesday, February 22nd (3.30 to 6 p.m.).—Short dis- 
courses on ‘‘ Reminiscences and Experiences of Electrical 
Engineering in both its ‘Technical and Legislative Aspects.” 

Wednesday, February 22nd (8.30 p.m.).—Professor Fleming 
will repeat his lecture of the previous day. 

Thursday, February 3rd (3.30 to 6 p.m. and 8 to 10 p.m.).— 
Further discourses on '" Electrical Engineering.” 


We give below the list of speakers at the three sessions to 
he devoted to " Reminiscences and Experiences of Electrical 
Engineering ” :— 

Wednesday. February 22nd (3.30 p.m.).—Colonel R. E. 
R.E., who will be followed by :— 
Mr. S. Evershed. 

Mr. E. Garcke. 
Mr. W. Judd. 
Dr. G. Kapp. 

Thursday, February 23rd (3.30 p.m.).—The Hon. Sir C. A. Parsons, K.C.B., 

F.R.S., who will be followed by :— 


Crompton, C.B., 


Sir Alexander Kennedy, F.R.S. 
Sir Oliver Lodge, D.Sc., F.R.S. 
Lord Parmoor. | 


Mr. Frank Bailey. Mr. J. H. Holmes. 
Sir Т. О. Callender, Mr. W. H. Patchell. 
Dr. S. Z. de Ferranti. Mr. J. Swinburne, F.R.S. 
Thursday, February 23rd (8 p.m.) —Mr. J. E. Kingsbury, who will be 
followed by :— 
Mr. 11. В. Atkinson. Mr. A. A. Campbell Swinton, F.R.S. 
Mr. B. M. Drake. Mr. A. H. Walton. 
Sir William Noble. Mr. C. H. Wordingham, C.B.E. 
Mr. G. W. Partridge. Mr. A. Wright. 


Together with the .remarks of the above, written contribu- 
tions from the following will be published in а special Com- 
memoration Number of the Journal of the Institution :— 


Mr. О. H. Baldwin. , Mr. F. E. Gripper. 

Mr. G. Balfour, M.P. Mr. H. Hirst. 

Sir Charles Bright, F.R.S.E. Sir J. Kemnal. 

Mr. К. A. Chattock. Mr. C. Faraday Proctor. 
Mr. H. Edmunds, Mr. A. Siemens. 

Sir K. Elphinstone, K.B.E. Mr. C. P. Sparks, C.B.E. 
Mr. W. B. Esson. Mr. J. C. Vaudrey. 


Sir R. T. Glazebrook, K.C.B., F.R.S. 


SoutH MIDLAND CENTRE.—Owing to the resignation of Mr. 
J. D. Morgan, the Committee has appointed Capt. H. Hooper 
to the post of hon. secretary, and all communications in future 
should be addressed to:—Capt. H. Hooper, 13, Phenix Cham- 
bers, Colmore Row, Birmingham (Phone, Cent. 12). 


Institution of Civil Engineers (Ireland).—At a meeting 
of this Institution, recentlv held in Dublin. Mr. G. Marshall 
Harriss, general manager Dublin United (Electric) Tramways 
Co., read an interesting paper on '' Electric Welding," urging 
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that the process was now so important that no mechanical 
workshop could afford to be without a plant. lle traced 
developments during the war, and, referring to the introduc- 
tion of the system into the Dublin Tramways works in 1919, 
said that but for its use the cars could not have been kept 
on the streets, because it was almost Impossible to get steel 
castings. Now, castings which in former days were thrown 
away were repaired by welding, which resulted in a great 
saving. e 


Birmingham and District Electric Club.—.\ paper was 
read by Mr. G. C. A. McDonald upon `` IHlunination from the 
User's Point of View." The lecturer stated that casual obser- 
vation of private houses, offices, works, and shop windows 
showed what а vast, practically untilled field there was for 
electrical engineers who would specialise in scientific ilumina- 
tion. ‘The lecturer gave a detailed account of recent inves- 
tivation of the known laws dealing with the use of hght 
reflectors. He laid great stress upon the correct diagnosis of 
the quantity and quality of light required for each specific 
purpose, and pave the methods upon which sound lighting 
schemes could be devised. 


Greenock Association of Electrical Engineers.—On Feb- 
ruary Sth Mr. H. Emmitt read a paper on." Electric Mains.” 
With etheent drainage, the lecturer favoured the © draw-in ” 
system of cable laying. Fault localisation was dealt with at 
considerable length, and proved the subject of some discus- 
sion. The skill required by the mains engineer was illus- 
trated by lantern slides, which showed the surmounting of 
various obstacles in the way of cable-laying in busy thorough- 
fares. 


Róntgen Society.—Sir Oliver J. Lodge will deliver the 
fifth Silvanus Thompson Memorial Lecture at a special meet- 
ing of members of the Society on March 21st. at the Insti- 
tution of Electrical Engineers, 


Junior Institution of Engineers.—' l'he annual dinner and 
ladies’ night of the Midland Section was held on January 315, 
Mr. К. B. Asquith-Ellis, A.M.I.Mech.E., in the chair. 
Covers were laid for some 70 members, ladies, and guests; 
and after an excellent repast and following the toast of ` The 
king," Dr. C. C. Garrard (vice-president Midland. Section) 
presented a large electric gong to the Section on behalf 
of the General Electric Co. Mr. Ellis accepted the gong in 
the name of the Midland Section, and called on Mr. E. C. R. 
Marks, M.I.Mech.É., to propose the toast of ‘‘ The Institu- 
tion." Mr. Marks, in the course of his speech, mentioned 
how the Institution differed from the general practice of the 
senior Institutions and how these Institutions had looked to 
the ''Juniors " for suggestions, notably in connection with 
the formation of local sections. ‘The toast was replied to 
by Mr. W. A. Tookey, M.I.Mech.E. (hon. treasurer), who 
gave a resumé of the work of the Institution, and remarked 
on its steady growth. Other toasts were the * Midland Sec- 
tion," proposed by Principal Scbhotield, M.B.E. (chairman of 
Loughborough Section); ‘* Kindred Associations," proposed 
by the president and seconded by Mr. R. A. Chattock, 
M.I.E.E.; “ Our Guests," proposed by Mr. G. W. Costain 
(past chairman of the Section) and replied to by Mr. Hyde 
(vice-president of the Sheffield Section); and "' The Ladies," 
proposed by Mr. E. M. Boote (vice-chairman of the Section) 
and replied to by Mrs. R. B. A. Ellis. The musical side of 
the programme was excellent, and items were rendered by 
Mrs. Harper, Messrs. Owen, Granville, Boote, and Crisp. 


Liverpool Engineering Ѕосіеќу.— The annual dinner of 
the Society was held on February 2nd, the company including 
the Lord Mayor of Liverpool (Alderman C. H. Rutherford) 
and Major-General Sir Lothian Nicholson. Mr. J. B. Wilkie 
(president of the Society) referred to the high cost of trans- 
port, and said there was a splendid opportunity of widening 
and deepening the canals by means of labour which was at 
present unemployed. There was no more economical means 
of transport. It was a great pity that the canals were ever 
allowed to be controlled by the railways. He hoped that 
every opposition would Бе made to the railways obtaining 
powers for road transport, because if they got these powers 
they would do what they had done with the canals and force 
all traftic to go by the railway.—The Times. 


Willesden Polytechnic Electrical Engineering Society.— 
The annual general meeting of this Society was held at the 
Polytechnic on Saturday last, the chairman on this occasion 
heing Mr. Frederic Н. Taylor, the life-president and founder. 
(The Society was founded on February 4th, 1902.) The hon. 
secretary (Mr. A. J. Wheeler) brought forward an excellent 
report of the year’s working. the feature of which was the 
recent appreciable increase in membership. A very good 
programme of papers and also visits to works have been 
arranged for the remainder of the winter session. 


Edinburgh Electrical Society.—.A\t an Apprentices’ Night, 
held on February 10th, two papers were read: "" The Ljung- 
strom Turbo-Alternator," by Mr. Robert Carse, and ‘* Search- 
lights,” by Mr. James Heatherill. Several new patterns of 
combined heating. plugs and switches were submitted to the 
meeting and their advantages discussed. 


British Electrical Development Association, Inc.—The 
annual general meeting will take place on Wednesday, Febru- 
ary 22nd, and will be followed by the annual luncheon at 
the Hotel Cecil, at one o'clock p.m. The chair will be taken 
by Mr. Councillor E. C. Ransome, O.B.E., J.P. (President: 
elect. E.D.3.), and other speakers will include Мг. Arthur 
Neal, M.P., Mr. Hugo Hirst (president), Mr. J. S. Hightield. 
Sir Archibald Denny, and Mr. A. F. Berry (chairman oí 
council). ; 


Institute of Cost and Works Accountants.—. meeting i 
to be held on February 22nd at the Institute of Chartere: 
Patent Agents. Mr. J. C. Todinan, A. M.I.Mech.E., will speak 
on " Some Units of Measurement.” 7 | 

An maugural London Branch meeting will be held at the 
tee hall on February 2th. Mr. J. M. Fells, C.B.E., wi 
preside. i 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements, Е 


Mine. CURIE was elected, on February 7th, а Free Associate 
Member of the Academy of Medicine in room of the late Eu. 
mond Périer, director of the museum. By the voluntary with- 
drawal of her male rivals, Mine. Curie remained the soe 
cundidate, says The Times. 

Swindon T.C. has appointed. Mr. NICKLIN, of that town. а 
electrical and mechanical engineer, at à commencing salary o 
£500 per annuin. 

We regret to record that Mr. F. H. Rupp, borough electrica 
engineer of Rochdale, was one of seventeen passengers injure 
in à tramway smash which occurred in. the town on Februar 
9th. ; 
Mr. Т. M. Jornson, A.M.I.E.E., late of the English Electri 
and Siemens Supplies, Ltd., and previously for 17 years wi! 
Cammell Laird & Co., Ltd., has been appointed branch mur 
ager of Messrs. Drake & Gorham Wholesale, [jtd., at the: 
Liverpool oftice, 61a, Bold Street. 

Owing to the growth of the Electrical Wholesalers’ Feder 
tion, Ltd., and the work entailed, Mr. A. G. Beaver, who ha: 
been hon. secretary for the past seven years, finds that he i 
no longer able to devote the time necessary to look after th 
Federation interests. Mr. Reginald Cooper, who has had con 
siderable experience in association work, has been appointe 
general secretary, and the registered oftices of the Federati: 
will now be located at 19/21, Hatton Garden, E.C. 

Mr. Ernest HATTON, general manager of Neweastle-on-Tvik 
Corporation tramways, has announced his intention to retire 
owing to ill-health. Mr. Hatton has served the Corporatc: 
for seventeen yeurs. 


Obituary.—SiR GEORGE Carter, K.B.E. — The deat! 
occurred, on February 9th, of Sir George Carter, K.B.E., fu 
some years managing director of Messrs Cammell, Laird & Co. 
Ltd. He was a popular figure in the shipbuilding world, am 
during the war was chairman of the Shipbuilding Advisor: 
Commttee. 

Мк. S. R. BLoNpsTONF.—We regret to record the death o 
Mr. Samuel Richardson Blundstone, a member of the Соп 
of the British Electrical Federation, Ltd., and a director o 
some of the B.E.T. companies. He passed away on Februar 
12th in London, at the age of 63 years. i Е 


NEW COMPANIES REGISTERED. 
Skirving Rutherford Institute, Ltd. (179,499) .—Privat 


company. Registered February 4th. £500 in £1 shares. To carry on th 
business of medical electricians, Swedish masseurs and chiropodists, makers ' 
and dealers in reclining electric-light baths, and other apparatus, &c. TP 
subscribers (each with one share) are :— W. Skirving Rutherford, 29, Ton” 
ham Court Road, W.1, medical electrician and masseur; Amy Bernard, l' 
Chapel Street, W.C. 1, masseuse. The first directors are not named. Rese 
tered office: 17, Bishop's Road, Paddington, W. 


Leicester Electrical Engineering Co., Ltd. (179.533).- 
Private company. — Registered. February 7th. Capital, £2.000 in £l sheres 
To acquire the businesses of electrical engineers carried on (1) by T. Baker : 
Өз, Upperton Read, Leicester, as T. Baker & Co., and (2) by W. H. Frene 
at 340, Humberstone Road, Leicester, as W. H. French, and to carry on ih 
business of manufacturers of and dealers in electrical material, goods 2% 
appliances, electrical and other automobile accessories, &e. The: permane’ 
directors are :—T. Baker, 93, Upperton Road, Leicester; W. H. French, I5 
Barclay Street, Leicester. Qualification, £100. Secretary: W. С. Quin" 
Registered office: 11, Bowling Green Street, Lelcester. 


Metal Electrical Syndicate, Ltd. (179,561).—Private com 
pany. Registered February 8th. Capital, £7.500 in £1 shares. To асуу" 
interests in any invention relating to electrical deposition of metals, and to cr 
on the business of electroplaters, sherardisers, manufacturers, smelters, am 
annealers and founders of, and dealers in, ferrous and non-ferrous metals aC 
alloys, &c. The subscribers (each with five shares) аге :—А. E. Mawn. 
Sylvia Gardens, Wembley, solicitor; S. J. Quinn, 9, Terront Rod, un 
Green, N., clerk; G. P. Millard, 30, Audrey Road, Ilford, E. clerk; A. $ 
Brain, 50, Perrers Road, Hammersmith, W., clerk. The first directors ar 
not named. Registered office: Westminster House, 7, Millbank, S.W. 1. 
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Industrial [ntelligence.—I ndustrial Intelligence, Ltd., has 
been registered as a company limited by guarantec, without a capital divided 
ri shares. The objects are: to promote publicity and propaganda of all 
(wis, especially such as may be calculated to foster production, manufacture, 
atd trade in and between all parts of the British Empire and other countries; 
v promote and assist the production and distribution of literature, printed 
rater, photographs, illustrations and advertisements, and billposting of all 
rmjs; to organise meetings, lectures and exhibitions; to establish and conduct 
vemmercial agencies, &c. The company is to be governed by a Council of 
хх mere than six members, two being elected annually at the general meeting 
ard ome nominated by each of the following bodies: The Federation of 
Briush Industries, the British Electrical and Allied Manufacturers’ Associa- 
"юл, the Cable Makers’ Association, and the British Engineers’ Association. 
Tre first members are:—Liewellyn B. Atkinson, Alster, Little. Hampden, 
rest. Missenden, Bucks, electrical engineer; Roland T. Nugent, 21, Egerton 
Gardens, S.W.3, director, Federation of British. Industries; D. A. Bremner, 
9. Rossetti Garden Mansions, Chelsea, S.W., director, British Engineers’ 
A-eociatien; D. N. Dunlop, Onslow Village, Guildford, director, British Elec- 
wieal and Allied Manufacturers’ Association, Each of the above-mentioned 
«rasnisations shall be entitled to become the first ** Association " members 
wideout election, and the signatories to the Memorandum of Association. the 
ir4 "ordinary " members. The registered. office is 24, Chancery Lane, W.C. 
ihe file number is 179,507. 


Freeland White & Co., Ltd. (179,611).—Private company. 


Registered February 10th. Capital, £3,000 in £1 shares. To carry on the 
business of mechanical, electrical, telephonic and general engineers, electricians, 
ас. The subscribers are: P. Е. White, 73, Great Portland Street, W.l, elec- 
mal engineer, 1.000 shares; J. Reynolds, 16, Ма Ми Road, Charlton, S.E.7, 
cerk. 90 shares. The first directors are not named. Remuneration as fixed 
h rhe company. Solicitors: Chamberlayne, Hackins & Co., 83, Pall. Mall, 
SW. 


Irish Automatic Telephone Installation Co., Ltd.—Private 
company. -Registered in Dublin February lith. Capital, £10,000 in £1 shares 
CAE B per cent. cumulative preference). To carry on business as indicated 
m rhe tithe, The first directors are: T. Wm. Delany, Main Street, Longford, 
e xror; K. Kenny, 65, Middle Abbey. Street, Dublin, advertising agent; 
ОР. Dion, 25, Suffolk Street, Dublin, solicitor, Secretary: A. Channing, 
Kegistered office : 8, Nassau Street, Dublin, 


OFFICIAL ‘RETURNS OF ELECTRICAL 
. COMPANIES. 


еъ А бз з, 


Llanelly and District Electric Lighting & Traction Co., 


Ltd.—Trust deed dated January 24th, 1922, to secure 
£125.000 debenture stock charged on electricity supply and light railway 
u^dertiking, leasehold hereditaments, and the company's. undertaking and 
prepares, present and future, including uncalled capital. Trustees: Utilities 
ani General Trust, Ltd. 


Ellerd Styles & Co., Ltd.—Debenture, dated January 
MS, 1322, to secure £600, charged on the company's undertaking and pro- 
perty, dneludinyg uncalled capital. Holder: H. R. Morris, Hill House, 
Montague Road, Felixstowe. y 


Victoria Electrical (Manchester), Ltd.—Particulars of 
ЕЕ wwe debenrurces, authorised January 26th, 1922; present issue £6,250; charged 
o; the company's undertaking and property, present and future, including 
urcaltel capital. 


A. Reyrolle & Co., Ltd.—Satisfaction in full on various 
dives to December 3lst,. 1921, of debentures dated June. 6th, 1907, securing 
bea. | 

Mitchells’ Electrical and Wireless, Ltd.—Particulars of 
£340 debentures, authorised January- [6th,-1922; whole amount issued; charged 
en the companys 3 undertaking and property, present and future, including un- 
colle capital. 


CITY NOTES. 


А The report for 1921 shows a net profit 
Yorkshire of £74,316, against £64,740 in 1920. The 
Electric Power balance brought forward was £20,939, 
Co. making £95,255. The 6 per cent. dividend 

on the preference capital absorbs £11,409; 

8 per cent. on the ordinary capital will require £45,586; £15,000 
Ix to be put to reserve, and £23,200 carried forward. Notwith- 
standing the difficulties of the year (coal stoppage and trade 
depression), the profit shows a substantial advance over 1920. 
Existing installations made a decreased demand, but economies 
were effected in production, and new consumers brought addi- 
tional load. The Thornhill and Barugh power station exten- 
sions were delayed by the coal stoppage, but they are now 
proceeding satisfactorily, and will be giving supply within 
the next few months. Extensions of mains and sub-stations 
have been made for bulk supply to Dewsbury, Todmorden, 
Elland, and Honley and to meet the requirements of new 
eonsumers. During the second half of 1921 there was a sub- 
stantial reduction in the price of electricity to customers, fol- 
lowing the price of coal, in terms of their agreements. The 
report goes on to refer to the inquiry held by the Electricity 
Commissioners іаѕё May regarding the Aire and Calder district, 
and it states that the Commissioners have now authorised the 
company to construct its Ferrvbridge power station and 
have decided that no other capital power station is to be 
established in the district for the present. They. moreover, 
propose that in a large part of the company’s area the com- 
rany shall exercise the powers. of supply of a joint electricity 
authority, and that in the remainder of the company’s area 
within the district agreements shall be come to with the large 
municipal electricity undertakings as to the company's dis- 
tributing powers and the interlinking of the company's Thorn- 
hill and Ferrvbridge stations with the important municipal 
stations in the district. The details of this arrangement are 


under discussion. The directors regard the proposals of the 
Commissioners as endorsing and contirming in important 
respects the policy which the company has pursued in the past. 
In the southern part of the company’s area (which is com- 
prised in the North-East Midlands Electricity District) the 
decision of the Commissioners regarding the future develop- 
ment of supply is still to be given. In this part of the com- 
pany’s area there are two Important municipal undertakings, 
those of the Shetheld and Rotherham Corporations. With both 
of these the company hus entered into arrangements for Joint 
working in the interests of cheap production. An inter-con- 
nection has already been made with the Shetheld Corporation 
undertaking for a substantial amount of current. The amount 
of 54 per cent. redeemable debenture stock has been increased 
to £360,000 by the issue of a further £130,000 of stock, which 
was readily applied for. A Bill has been deposited in Parlia- 
ment whereby it is. proposed to convert into shares of £l 
denomination the company's £10 ordinary and £5 cumulative 
preference shares. In the event of authority being obtained 
the present share certilicates will be exchanged at the rate 
of ten £L ordinary shares for each ordinary share and five £1 
cumulative preference shares for each £5 preference share. 
Owing to the rapid growth of the company's operations, 
further capital is required, and at the extraordinary meeting 
called to follow the general meeting on February 2156 assent 
will be asked to a resolution: authorising the issue of further 
cumulative preference shares. To provide for future exten- 
sions it will be necessary to obtain the authority of Parliament 
to increase the authorised capital. Steps are being taken to 
raise this from £2,000.000 to £4.000,000 with power to borrow 
on mortgage or by the issue of debenture stock up to one- 
third the increased amount. Mr. Howard О, Levis, who has 
been a director sinte 1909, has resigned. Mr. R. W. Wickham 
and Mr. R. G. Ellis have been appointed directors. 


Net revenue for 1021, £125,333, against 
£96,175 for 1920. Including interests and 


North Metro- 
dividends received and the balance of 


politan Electric 


Power Supply £4,483 brought forward, the total is 
Co. £136,128. From this are deducted: mort- 


gage and other interest, £31,950; mort- 
gage and debenture funds, £3,142; to reserve, £25,000: 
leaving £76,007. A dividend of 6 per cent. on the preference 
shares absorbs £35,999, and a dividend of 10 per cent. on the 
ordinary shares, £35,002, leaving £5,006 to carry forward. 
Units sold show a decrease of approximately 6 per 
cent. as compared with 1920; this decrease is due 
to loss of industrial load owing to unsettled trade con- 
ditions and the coal strike. A new agreement bas been 

\ L0 : a 

entered into with the Stoke Newington Borough Council for 
a supply in bulk on revised terms. A bulk supply has been 
given to Welwyn Garden City, Ltd., since October, 1921. 1t 
is expected that a supply will be given to Cheshunt and Ware 
early this year. An additional 5.000 kW turbo-alternator has 
recently been installed, and two further 5,000-kW sets are on 
order for the Brimsdown power station. A 5,000-k W 
Ljungstrom turbo-alternator has been ordered for the Willes- 
den power station. This new generating plant should be in 
gervice in the course of this year. 

An issue of £228,460 T} per cent. debenture stock, made 
early in July, was many times over-subseribed. It will be 
necessary to make a further issue of capital at an early date 
(£250,000 second preference stock, 8 per cent.), to provide for 
the normal expansion of the business, and notice of an extra- 
ordinary meeting in connection with this matter has been 
issued. B 

The Electricity. Commissioners have issued a statement. of their decisions 
on the schemes submitted at the inquiry held by them in June and July, 
1921. The company's area of supply will be included in the district. of the 
new Joint Electricity Authority which it is proposed to set up, but the 
Commissioners state that in drafting their Order establishing that authority 
they will provide that the rights of the companv are not to be interfered 
with, and the supplv powers of the Joint Authority in the company’s area 
will be carried out by the company. | | : 

A Bill has been deposited in the present Session of Parliament to provide 
for revision of methods of charge and prices for electrical, energy, the 
vesting in the company of the undertakings of the North Metropolitan Electrical 
Power Distribution Co., Lid., the dissolution of that company amd for other 


urposes. 

i The business of the North Metropolitan Electrical Power 
Distribution Co.. Ltd., continues to make satisfactory pro- 
gress and a dividend of 4 per cent. on its ordinary shares for 
the vear 1921 has been declared. 


Тне report for the year ended June 30th, 


Electrolytic 1921, states that the period was mainly 
Zinc Co. of опе of construction. The first half of the 
Australasia. plant, with a capacity of 15,000 h.p., was 


put into commission in November last. A 
total of 30.000 h.p. of electricity will be required in all, and 
it is hoped that the works will be in operation before the 
end of the present year. A twenty-year contract for the 
supply of power has been entered into with the ‘Tasmanian 
Government; this max be extended for a further 20 years 
at the company’s option. A certain and abundant supply 
of zine concentrates has been assured from several sources. 

The Board reports the sale of £400.000 8 per cent. first 
mortgage debentures at £95 per cent. These have a currency 
of 20 years, and with them will be issued option certificates 
carrying the right, until December 815, 1923, to take up 
400,000 preference shares. 
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Metropolitan District Railway Co.—Full 


London dividend on the second preference stock 
Underground = and a dividend on the ordinary stock for 
Railways. the year ended December 31st, 1921, of 1 


per cent.; to reserve, £65,000 (an addition 
of £20.000 compared with the previous year. Carrying for- 
ward £60,500. | 

London Electric Railway Co.—Final dividend on the ordi- 
nary shares of 15 per cent., making a total of 34 per cent. for 
1921. Carrying forward £39,700. 

City & South London Railway Co.—EFinal dividend on the 
consolidated ordinary stock of 14 per cent., making 34 per 
cent. for 1921. Carrying forward £25,000. 

Central London Railway Co.—Final dividend on the un- 
divided stock of 2 per cent., making 4 per cent. for the year. 
Final dividend on the preferred ordinary stock of 2 per 
cent., making 4 per cent. for 1921, and a dividend for 1921 
on the deferred ordinary stock of 4 per cent. £59,600 carried 
forward. 


Underground Electric. Railways Со. of London. —Subject to 


final audit, the revenue will enable the company to pay the 
full interest to December, 1921, on the 6 per cent. first cumu- 
lative income debenture stock and to pay interest at the rate 
of 2 per cent., free of tax, on the 6 per cent. income bonds 
of 1948 for the half year ended December, 1921. Carried 
forward, £26,000. 

London & Suburban Traction Co., Ltd.— 
London Tramway It is proposed to pay 34 per cent. in 
Companies. respect of arrears on the 5 per cent. cumu- 
lative preference shares. £11,523 1s car- 

ried forward, compared with £1,205. 

Metropolitan. Electric Tramways, Ltd.—A dividend of 7 per 
cent. is being paid on the 5 per cent. cumulative preference 
shares; this represents а balance of 14 per cent. for 1919 and 
У} per cent. in 1920. After placing £67,500 to reserve for 
reconstruction and renewals, £2,420 is carried forward, com- 
pared with £1,538 brought in. 

South Metropolitan Electric Tramways & Lighting Co., Ltd. 
Dividends are announced of 6 per cent. on cumulative pre- 
ference shares and 7} per cent. on ordinary shares for year 
ended December 31st, 1921. £15,000 is transferred to reserve 


for renewals and reconstruction, and £2,864 is carried for- 


ward, as compared with £1,556 brought in. 
The connections increased from 19,904 


St. James’ & kW to 2,167 kW during 1921, and 
Pall Mall 13,464.418 units were supplied to con- 
Electric Light sumers. Net profit. £31,232, plus £5,886 
Co., Ltd. brought forward. Preference dividend (7 


per cent.), £7,000; ordinary dividend (total 
for the vear, 12 per cent.), £24,000; carried forward, £6,119. 
The directors report that :— 

The Electricity Supply Bill referred to in the last report was re-introduced 
in the Session 1921, but made no progress; should a similar Bill be intro- 
duced during the coming session, vour directors wil! take such steps as may 
be nevessary to protect your interests. In June and July of the past year the 
Electricity Commissioners held an inquiry on the schemes which had been 
submitted for the improvement in the supply of electricity within the area 
provisionally determined by them. The London Electricity. Joint Committee, 
1920, Ltd., in which your company is a shareholder, was represented, and 
gave evidence. The Commissioners have made a report, in which they have 
indicated the lines on which a scheme will be framed, but neither the London 
Electricity Joint Committee, 1920, Ltd., nor your directors are satisfied with 
their suggestions. Meanwhile, negotiations are proceeding in an endeavour 
to arrive at a satisfactory. solution of the problem. Any scheme will need to 
be carefully considered. in the interests of the. company, and your board are 
taking steps to do this, and will not assent to any scheme until it has been 
approved by the shareholders. 


Profit for 1921, £102,286, against £99,487 
London Electric for the previous year. Add brought for- 
Supply Corpora: ward, £14,257. Interest on temporamv 


tion, Ltd. loan, &c.. £2,116; debenture interest and 
| sinking fund, £40,074: preference divi- 
dend (6 per cent.) £26,952; dividend of 4 per cent. on 


the ordinary shares, £13.390: reserve, £15.000; contingencies, 
£5,000; carry forward, £14,081. Sinking fund for redemption 
of debenture stock in 1931 now amounts to £171,595, in addi- 
tion to £62,180 shown in the capital statement under the 
agreement with the St. James’ and Westminster Companies. 
Units sold, 47.490,802, against 47,366,351 in 1920. Total costs 
per unit sold 1.47d., as against 1.354. Average receipt 
per units sold (lighting and power), 1.91d.. as against 1.814. 
The report contains the reference to the Electricity Commis- 
sioners’ inquiry, &c., given in the St. James’ report above. 


TRE total net income for 1991 was 


Metropolitan = £750.946, plus £15,416 brought forward. 
Railway Co. Interest, rentals, and other fixed charges 
and appropriation to renewals absorb 

£342,052: dividends on preference stock, £239,107. A final 


dividend at the rate of 32 per cent. per annum for the last 
half-vear, making 24 per cent. for the year, 18 recommended, 
carrying forward £17.797. For 1920 the dividend on the 
ordinarv stock was 30s. per cent., and £15,416 was carried 
forward. Trade depression and unemployment seriously 
affected the traffic, but there are now signs of improvement, 
and economies are being effected in all branches of expenditure. 
A considerable traffic is expected to result from the British 
Empire Exhibition at Wembley Park in 1923. During 192! 
four powerful steam locomotives were placed in service, and 
47 new electric cars were delivered. Three of the electric 
locomotives had been re-equipped with higher-powered motors 


and are now working, and all the other electric locomotives 
owned by the company are gradually being dealt with in a 
similar manner. А switeh-house to accommodate the new 
switchgear required for the augmented generating plant at 
Neasden 1s being erected, and the work of installing that plant 
1s progressing satisfactorily. 


In the Chancery Division, on February 


Cordoba Light, 7th, Mr. Justice Astbury sanctioned a 


Power scheme of arrangement between the com- 
and Traction рапу and its debenture-stock holders, loan ° 
Co., Ltd. creditors who held promissory notes, and 


_ the preference shareholders. Мг. JENKINS, 
К.С., for the company, said it was a very sound undertaking, 


but it had been hampered of late years by reason of the in- " 
It was formed in 1908 for the ^ 


crease in the cost of material. 
purpose of carrying on in Cordoba and the Argentine an 
electric light and power undertaking, and the running 
of tramwavs. It acquired the undertaking by purchasiag the 
shares of two companies, one registered in the United States 
and the other in the Argentine. The present authorised 
share capital was £1,000.000 in £1 shares. The company had 
carried on business very successfully. It had to spend its 
cash on its undertaking, and there was a sun of £106,205 
standing to undivided profits account. It had performed all 
its obligations, and it paid its preference dividend down to 
September 30th, 1915. Since then, although making large 
profits, the company had had to use its cash in other direc- 
tions, and there was an arrear of six years on the preference 
shares amounting to £75,000. In order to put the company 
on à sound financial basis this scheme of arrangement had 
been entered into. Mr. Jenkins said the scheme had been 


approved practically unanimously by promissory note holders, : 


preference and ordinary shareholders, and debenture holders. 


The directors’ report for the year ended 
Melbourne August S3lst last, is the first since the 
Electric Supply headquarters of the company was moved 
Co., Ltd. from T.ondon to Melbourne to evade double 
taxation. The gross profit amounted to 
£235,160, as compared with £221,388 in 1920. £92,087 was 
written off on account of stamp duty on capital and the under- 
writing of a preference issue; the cost of transferring to Mel- 
bourne, including compensation to directors. absorbed £15,930: 
equipment at and alterations to the Melbourne office, cost 
510.040; 230.000 was transferred to the general reserve: 
leaving a halance of £96,750. Interim dividends absorbed 
£42,563. The balance of £54.187 was allotted as follows:— 
Dividend on 8 per cent. cumulative preference shares for the 
half-vear. £18.462; 5 per cent. on ordinary consolidated stock 
(making 10 ner cent. free of British income tax for the year), 
£31,690: and dividend at the rate of 10 per cent. ner annum 
on ordinary shares, £1.737. The balance of £2.297, and 
£54 741 brought forward, making a total of £57,038, were 
carried forward. 

At the annual meeting held in Melbourne in December last. 
the Chairman, Mr. Agar Wynne, referred to the change of 
headquarters, stating that this had been necessitated bv the 
noliev of the British Government of enforcing the payment of 
British jnenme tax unon Anstralian shareholders in companies 
with British registration. The change was approved in July. 
1920. and as from the following month the business of the 
company had been carried on in Melbourne. The London 
directorate retired and control was vested in the existing 
Australian directorate. The saving in taxes thus effected was 
considerable. and would be sreater as the company’s business 
extended. The London office was still necessary both on 
account of the many European share and debenture holders. 
and owing to the large machinery. purchases which would he 
necessary to enable the companv to cope with the growing 
demand for electricity. The directors had. therefore, ap- 
nointed three attornevs in England :—Mr. B. Brookman. a 
former director: Sir George Shead, a prominent shareholder: 
and Mr. W. E. Lane, who had been secretary of the com- 
pany since its commencement. 

Turning to the company's operations, the chairman said 
that. unfortunately, the supply area was solely suburban, and. 
therefore. its load was not so large and concentrated as loads 
in central business and pleasure areas; development had been 
difficult on this account, and for twelve vears the ordinarv 
shareholders had received no dividend. The vear under re- 
view had also been a difficult one in consequence of war and 
post-war conditions. A shortage of plant was experienced 
and the delivery of additional machinery had been delayed. 
The maintenance of continnity of supply had consequently 
hecome a heavy burden on the operating staff. The increase 
in operating costs, combined with the restrictions of supply 
necessitated by strikes. had retarded the growth of gros“ 
profit, as compared with previous vears. The shortage of 
power had now heen made up to a certain extent hy the in- 
stallation of а 5.000-kW frequency changer set which enabled 
a supply to be taken from the Government railway power 
house at Newnort. A second frequency changer was to be 
installed shortly. Tn order to meet further future reonirc- 
ments, the company had arranged to take a total supple of 
15.000 kW from the Government. and for this purpose a third 
frequency changer would be installed. The change-over of the 
Geelong system from d.c. to three-phase a.c., was nearing 
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completion; the d.c. plant had been shut down and the 
a.c. generators were supplying the district. ‘This alteration 
would make for considerable economy in operating costs; 
Geelong was an important industrial centre, and many ap- 
plications for large supplies had been received. 

The company’s Geclong trainways were to be extended in 
several districts, and it was hoped that prices of material 
and construction would have reverted to more reasonable 
dimensions by the time these extensions were commenced. 
During the year two further issues of capital had been made, 
VIZ., £150,000, 8 per cent., first cumulative preference shares, 
and an issue of consolidated stock and ordinary shares, the 
iatter convertible to ordinary stock, when paid in full, of 
£14,235. A further loan was to be raised in the United 
States to repay the present loan raised during the war by 
the issue of 256,850, 6 per cent. gold bonds. The expenditure 
on plant and mains during the year was £264,010 in Mel- 
bourne, and 4£126,332 in Geelong, making the total expendi- 
ture on the undertakings, less the amount written off for 
obsolete plant, £1,949,147 and £378,783 respectively. 


THE Right Hon. L. Waldron, P.C., 

Dublin United chairman, presiding at the annual meet- 
(Electric) Tram- ing. recalled that they were heavily handi- 
ways Company. capped by the military curfew restrictions 

in the early part of 1921, and by the general 
state of disturbance and unrest that then prevailed. In the 
circumstances the interim dividend of 3 per cent. at the end 
of June was all that could be expected, and it was paid 
with some hesitation. In the subsequent months they recov- 
ered their position to some extent. Passenger receipts had 
increased by £74,063 over the previous year, and in the 
parcels department there was an increase of over £1,700, and 

a like sum for carriage of minerals. ‘They had also been 
helped on the expenditure side by a decrease in working of 
47,507. In the car body shop there was a decrease of £7, 56L 
jn expenses. Against the decrease in working they had in the 
trucks department an increase of £9,672 for 32 new trucks, 
and in the electrical equipments there was an increase of 
£16,558. Permanent-way maintenance shdwed an increase 
of £7,979, and renewals had involved an outlay of £14,754. 
The increase on steam plant was £2,845; on cables, £5,308 ; 
and on general plant, £2,523. He next referred to the in- 
crease in stalf wages, £5. 069. making £119,245 since the war. 

tates had further increased by £3,500; and income tax by 
£12,000. There was an increase in passengers carried, as com- 
pared with 1920, of 700,000. 

The report was seconded by Mr. 
passed , 
satishied. 

On the motion of Mr. Hewat, seconded by Dr. Lombard 
Murphy. a dividend was declared at the rate of 6 per cent. 
per annum, less tax, on the preference stock for the half 
vear ending in December last, and a final dividend was de- 
cared on the ordinary stock for the same period at the rate 
of 7 per cent., less tax, making 5 per cent. for the year. 
Mr. Joseph Mooney, J.P., was re-elected to the directorate. 


J. Mooney, J.P., and 
Mr. J. J. Maquire saying the shareholders were well, 


THe London, Brighton & South Coast 
Railway Co. reports a net income of 
£1.344,256. as compared with £1,535,449 in 
the previous period; both receipts and 
expenditure showed decreases. The electric train-mileage in- 
creased from 1,182, 252 to 1,194,040,- while the steam train- 
mileage fell from 7 1,837,313 to 7,659,449. Included in the 
capital expenditure was an item of £44,652 for extensions of 
electrification and consequent structural alterations. The re- 
port states that the Balham-West Croydon extension is 
approaching completion. 

The net income of the Lancashire & Yorkshire Railway 
for 1921 was £2,136,137, as compared with £2,656,706 in 1990. 
There was a falling-off in both steam and electric train- 
mileage. 

The South-Eastern & Chatham Railway Companies’ 
Managing Committee reports a balance of revenue of 
£].561,290, which will be divided as follows :—South-Eastern 


Railway 
Companies. 


Railway. £1.098,155; London, Chatham & Dover Railway, 
$763,125. This is a slight increase on the previous year's 
result. The Committee mentions that application has been 


made to the Advisory Committee under the Trade Facilities 
Act, 1921, for financial assistance in carrying out но ted 
electrification schemes. | 


THE accounts have been issued of two of 

The Siemens: the companies in the Siemens group. 
Schuckert Group When this group became associated in 1990 
with the Rhine-Elbe Union the financial 

vear of the former was changed from July to September 30th 
ко as to harmonise with that of the latter, the result being 
that they electrical companies had a provisional financial 
vear composed of two months, which ended on September 
“ith, 1920. Bearing this 1 in mind, it is inappropriate to com- 


rare the working results in the year ended with September | 


Sith, 1921, with those for the two months forming the pre; 
ceding year: they are therefore compared with those for thé 
twelve months which terminated on July 90th, 190. 


The Siemens & Halske Company reports gross profits and 
balance forward amounting to 55,578,000 marks for 1921-22, 
as contrasted with 26,844,000 marks in 1920-21. After meeting 
general expenses, interest on loans, and allotting 6,000,000 
marks to benevolent purposes, the accounts show net profits 
of 37,008,000 marks as against 16,435,000 marks. It is pro- 
posed. to pay & dividend at the rate of 20 per cent. on ordinary 
share capital of 130.000,000 marks (14 per cent. in 1920-21), to 
place 2,650,000 marks to the legal reserve fund, which thus 
becomes increased to 10 per cent. of the share capital, and 
allocate 5,000,000 marks to the special reserve fund, which 
rises to 28,000,000 marks. 

The accounts of the Siemens-Schuckert works show gross 
profits of 62,667,000 marks, including the balance forward. 
Having made provision for general expenses, depreciation, &c., 
and appropriated 12,000,000 marks for the benevolent founda- 
tion, the net profits are returned at 22,502,000 marks, as com- 
pared with 12,769,000 marks in the twelve months ended with 
July 3lst. 1920. The dividend is at the rate of 16 per cent., 
as against 10 per cent. The sum of 5,000,000 marks has been 
placed to the reserve fund and the carried forward amounts 
to 2,102,000 marks. A reserve fund of 94, 000,000 marks has 
been provided for '' replacement of plant " in course of execu- 


tion. A similar fund has been created by the Siemens and 


Halske Co., although the amount is not stated. 


New Issues.—Yorkshire Electric | Powcr.—Underwriting 
in respect of a forthcoming issue of £558,360 6 per cent. cumu- 
lative preference shares of £5 each fully-paid of the Yorkshire 
Electric Power Co., at the price of £4 per share has been 
arranged. 

The public issue, which is subject to confirmation at an 
extraordinary meeting of shareholders called for ‘Tuesday, 
the 21st instant, is expected next week. 


City of Buenos Ayres Tramways Co., Ltd.—The annuity 
payable by Anylo-Argentine Tramways Co., Ltd., bas been 
received, and the net revenue for vear amounted to £71,339. 
It is proposed to pay a final dividend of 1s. 3d. per share 
(making 5 per cent. per annum, less tax) for the year ended 
December, 1921, £2.000 being transferred to general amortisa- 
tion fund, and £7,339 carried forward. 


South Metropolitan Electric Light and Power Co., Ltd.— 
The transfer books and register of members will be closed 
from February 18th to 28th (both days inclusive) for the pre- 
paration of warrants for dividends payable on and after the 
25th instant, in respect of the 7 per cent. cumulative first 
preference shares, 6 per cent. cumulative second preference 
shares, and ordinary shares. 


North London Railway.—4 final dividend of 32 per cent. 
is being paid on the ordinary shares for the half year ended 
December Bist, 1921, making a total of 6 per cent. for the 
year. The holders of the preferential consolidated stock are 
entitled to an additional dividend of 10s. per cent., making 
5 per cent. for the year. £10,000 is placed to reserve and 
£14.700 carried forward, being practically the same as in the 
previous year. 

Yorkshire (West Riding) Electric Tramways Co., Ltd.— 
After paying 6 per cent., less tax, on the cum. preference 
shares, £19,126 15 placed to renewals, depreciation and re- 
Berve, and £4, 230 1s carried. forward. 


Bournemouth and Poole Electricity Supply Co., Ltd.— 
Final dividend on the ordinary shares at the rate of 7 per cent.” 
per annum. less tax, for the half-year, making 6 per cent. for 
the year. 


Liverpool Overhead Railway Co.—Dividend at the rate of 
5 per cent. per annum, less tax, for the year ended December 
156 last, on the preference shares. 


County of London Electric Supply Co., 
dend at the rate of 11 per cent. on ordinary. shares, 
8 per cent. for the year. To reserve £180,000. 
£31,000. . 

Central Electric Supply Co., Ltd.—During 1921 energy 
was supplied to the Westminster, St. James', Pall Mall, and 
Chelsea Companies to an amount of 39,857,690 units. 


W. T. Henley’s Telegraph Works Co., Ltd.—The direc- 
tors recommend a final dividend on the ordinary shares of 2s. 
per share, less income tax, making, with the interim dividend 
of Js. per share already paid, 3s. per share for the year. 


Cambridge Electric Supply Co., Ltd.—There was.-a total 
profit of £13,064 for the year 1921, plus £2,112 en for- 
ward. Debenture and other interest requires £2,379; £5,000 
is put to depreciation fund; a dividend of 5 per cent. for the 
year is to be paid and £2 S41 carried forward. 

German Company.—The Rheinische Elektrizitats Gesell- 
schaft, of Mannheim, has just invited subscriptions for 18.000 
new ordinary shares of 1,000.marks each, issued at a premium 
of 160 per cent. 


Mather & Platt, Ltd.—Further dividend of 7 per cent., 
making 10 per cent. for the year. 


Frederick Braby & Co.—Interim dividend of 6 per cents 
less tax, on ordinary shares. 


divi- 
making 
Carry forward 
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STOCKS AND: SHARES. NE. 


sd 


рау: EVENING. 


ExrEcrTaTION of an immediate fall in the Bank Rate continues 
to operate as the principal factor in the Stock Exchange 
markets, where disturbances in India and Ireland affect only 
such securities as those which are intimately concerned. The 
extraordinary way in which new issues are being snapped up 
by the public may be regarded as another feature of the day. 

For any promising attractive investment, there is no lack 
whatever of public money. In addition, the publication of the 
Geddes report serves to furnish the hope of a possible lighten- 
ing of taxation in the (more or less) near future. At the same 
time, evidences of trade revival are not sutficiently pronounced 
to render probable the withdrawal of any substantial amounts 
of money from purely investment stocks into trade directions. 
Therefore, anticipation looks for capital to continue seeking 
Stock Exchange channels for its employment, until commerce 
takes а more definite turn for the better than 1s apparent yet. 
Big contracts are about, but in some cases the execution of 
them has been postponed. The railway dividends make a 
good showing, and prices in this market are decidedly better 
than they. were at the beginning of the year. 

The Underground Electric Railways Company is one of the 
few to disappoint its proprietors with its dividend. On the 
Income Bonds 4 per cent. free of tax is declared, making this 
rate for the: full year. Most people have been expecting five 
and some had thought the full 6 per cent. would be paid. The 
principal surprise came from the District Company, which 
declared a dividend of.one per cent. for the whole of 1921, the 
first paid since 1852. Few had looked for any distribution 
until the first six months of the current year had run their 
course, and the price of the stock rose to 244 before it went 
back a point. Metropolitan Consolidated advanced to 314, 
the report being regarded as exceedingly good. The company 
as already mentioned, 1s paving a dividend which makes 24 
per cent. for the vear. The Metropolitan Railway received 
£206,000 from the Government as the first instalment of the 
amount to which it is entitled under the Railways Aet of 
1921. This has been put to reserve, instead of being utilised 
in the distribution of dividend, whereas steam companies, in 
most cases, have taken part of their Government award to 
augment their dividend announcements. The Central London 
dividend of 4 per cent. for 1921 goes against 21 per cent. for 
1930, and improvements are shown,by the London Electric 
Railway, City & South London, and London General Omnibus 
Companies. Underground Incomes receded З to 724, the £10 
shares remaining at 14 and the 1s. shares at 5s. East London 
third debentures moved back a couple of points to 164, the ordi- 


nary drooped to 3j, but the other stocks of the company re- 
tain their recent rises. 

Declaration of a dividend, making 4 per cent. for the vear, 
by the London Electric Supply Corporation, shows an increase 
of 14 per cent. over last year. It caused the price to 
improve 3s. 9d. to 1 5/16, and the preference rose 5s. to 34. 
The St. James's and the Westminster Companies declare the 
вате dividends as those of last year, and the prices on the 
week are unchanged. Metropolitans are 4g, which is § down, 
but a rise of à occurred in Chelseas to 3j. Several new issues 
are known to be on the point of making their bow. The 
Scottish Power Co's. 8 per cent. preference shares will prob- 
ably be introduced to the market this week on the basis of 
19s. 6d. to 205. for the £1 shares, fully-paid. The Yorkshire 
Power Co. is about to make an otler of about 110,000 £5 pre- 
ference shares, carrying interest at 6 per cent., at £4 per 
share. It 1s, ‘of course, impossible for most companies to 
offer preference shares at a discount, but this being a Parlia- 
mentary undertaking, the prohibition does not apply. The 
‘North Metropolitan Electrie Co’s. 8 per cent. preference stock 
at par will be advertised this week. 

Meanwhile existing stocks and shares remain very firm. The 
North Metropolitan Electric debenture is 1034; New castle-upon- 
Tyne second debenture at 884 is one higher. Shropshire and 
Midland Counties 73 per cent. debentures are both hard at 
1024. The Fife Tramways debenture stands at 5 premium, 
Llanelly fully-paid scrip at 98}. Nor is there any cessation 
in demand for these stocks, in spite of the newcomers. Each 
security appears to have its own circle of supporters who 
regularly put money into the stocks and shares week by week. 

General Electrics have been a little over £1, but reverted 
to 205. Several of the railway companies announce their 
‘attention of extending electrification of their systems as soon 
as they are able to do so. The South- Eastern quickly followed 
upon the heels of the Brighton Railway in. a statement to 
the effect that only bv electrification can the company hope to 
deal with its present-day traffics. Something of a feature 
in the industrial list is a rise of half-a-crown in India-Rubber 
shares, which took the price to 13s. 9d. Babcock & Wilcox are 
1/16 lower at 24. 


Indie-Rubber .. és. o. «ө 


"Telegraph Con, ee eo 
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,,The cable group is steady, though movements are unimpor- 
tant. Globe preference hardened to 10, Anglo-American pre- 
ferred to 911, Great Northerns to 27. Оп the other hand, 
Marconis drooped to 1 11/16. Radio Common at 17s. 9d. and 
the preferred at 12s. 3d. are both rather better than they were 
a few days ago, though, of course, these prices are below the 
best recently reached. The motive for the market movements 
continues to come almost entirely from America. 

Mexican Utilities have halted in their rise, disappointment 
being felt with the answer of Mr. Harmsworth in the House 
of Commons on Monday night replying to a question as to 
why recognition had not been granted by this country to 
Mexico, and trade, therefore, put upon a better foundation. 
The official answer was scarcely ingenuous; it conveyed the 
impression that the British Government are not doing as much 
as they might in order to foster trade between this country 
and Mexico, although the United States 1s straining every 
nerve, and successfully, to capture the chief commercial 
avenues leading to and from that country-. British Columbia 
stocks are quiet; Anglo-Argentines hold their prices. 

Of rubber shares there is nothing fresh to eay beyond the 
usual observation that the market is dormant, owing to the 
flatness of the raw produce. More heed 18 being paid, per- 
haps, to the austere doctrine that it may be to the advantage 
of the industry, after all, if the weakest companies are per- 
mitted to go to the financial wall. Iron and steel shares show 
little animation, and nothing of fresh consequence has trans- 
pired in the armament share list. The published approval of 
the Stock Exchange Committee in regard to а return to 
periodical settlements and contango-business is received. with 
general favour and a little opposition. Nothing definite can 
be done until the Treasury releases the Stock Exchange froin 
the Regulations which remain a legacy from the Governmental 
control of the stock markets since January, 1915. 


SHARE LIST OF ELECTRICAL COMPANIES, 


Home ELECTRICTEY COMPANIES: 


Met.-Vickers Pref, oe es oe 
Biemens Ord. ..  .. d - 


Dividend, Price - 
——^———— Feb. 14, Rise or Yield 
1919. 1990. 1999. fall. Е р.о, 
Brompton Ordin ee ee 19 12 | — £8 17 10 
Oharing Cross Ord nary oe 7 8 А. — 8.4123 
do. do. do. 4à Pret. ёе 43 43 — 618 6 
Chelse ee ees eo ео 4 6 B + à 7 l4 10 
City of осы бә 18 14 14 — 968 
o. do. 6 per cent, Pret. .. 6 6 19/- = 664 
County of London А 8 8 9$ — 8423 
de. do, 65 per Cente "Pret... ds 6 6. 8i — 7 310 
Kensington Ordinary . v» ee 1 9 $ — 8 8 8 
London Electric.. d» 4i 2 1 + % 8 7 6 
do. do. 6 рег cent. Pret... 6 s + i 811 6 
Metropolitan m B A 7 H J — > о : 
per cen е еї... & = 
‚8%. James’ and Mal  .. - 219 s 7 — Bll 6 
“South London ee ee ee 6 7 9i — 10 9 0 
South Metropolitan Pret. mU END 7 7. 1/3. — 618 
Westminster Ordinary.. ae .. 10 10 6 — 71310 
TELEGRAPHS AND TELEPHONES. | 
Anglo-Am, Tel. Pref. .. n we 6 6 914 + 611 2 
до. Def. eo ee ee là là 19 — 9 8 6 
Chile Telephone ee ee ee 6 6 — b 14 3 
Cuba Sub. Ord. ее ео ‚ эе ee 7 7 7 === 9 6 8 
Eastern Extension  .. „о ee 10 10 17 — 617 8 
Eastern Tel. Ord. M oe .. 10 10 1704 — B17 4 
Globe Tel, and Т. Ord. iie ee 10 10 17 — 6178 
do. do. Pref. ec ке 6 6 10 +2 6 00 
Great Northern Tel. .. 0 оо 22 9 27 + 8 17 10 
Indo-European .. eo os оо 10 19 К — 716 3 
Marconi oe ee rx) 95 1 lii — № 8 17 10 
Oriental Telephone Ord. T ee 19 19 9 — % 0 0 
United R. Plate Tel. oe КЕ) ee 8 8 6 — +6 6 9 
West India and Panama ee ee Nil Nil 6 . - Nil 
"Western Telegraph .. se .. 10 10 174 — *% 16 0 
| . . Home Rams, 
Central London Ord, Assented .. 4 4 5 — 704 
Metro litan ee ee eo ое 1 31 +1 9 9 10 
о. District.. „с... Nil Ni © 2—4 451 
Underground Electrio Ordinary .. Nil Nil 1 — Nil 
о, йо. 7 a Sage -9@, Nil Nil 5j- — Nil 
do. do, Income..  .. 4 2 128 —3 *5 10 4 
. Forgan Trams, &0, © 
Anglo-Arg. Trams, First Pref, Es 1 — | 915 6 
do. " do О, ла Pref. ee NA st — 8 19 6 
' do. do, брег cent. Баһ, Б Б т — 6 19 10 
Brasil Tractions Nil Nil 8 41 . Nil 
British Columbia Elec. Rly. "Ptoe... b 6 | 61 — 8 9 8 
do. do. Preferred .. Б  98j- — * 18 0 
в до, раней ee 8 194J- +1 *10 8 4 
do. do. 7 "eo e 4 І — 6 16 0 
Mexico Trams. 5 per са londs „ N Ni 2 — — 
do,  do.6 percent. Bonds .. Nil Nil — Nil 
Mexican Light Common . .. ,, Ni Ni 1%, == Nil 
, 4o. Pref. o. аге . - Nil Nil — NU 
do. lat Bonds ee i ee Nil 5 — 8 0 0 
» . MANUFACTURING COMPANIES. 
Babcock & Wiloor .. .. . 16 16 2) —% 080 
British Aluminium Ord, ee eo 10 10 Б 16, — EX 
Callenders ee ee ee 15 15 1 — № 10 0 0 
64 Pret. oe ‚ ee "o . 64 64 18/9 — б 6 18 8 
Crompton Ord. e 0 5 но 0 10 18/9 — 14 11 0 
Edison. Bwan "P ee өө 10 — А 4/8 — bomi 
do. do. Sper cent, Deb. s 6 6 62 — B 1 4 
Bllectrio Construction .. v» ee 10 10 18/9 — 10 18 4 
English Electrio i as oe 8 8 9/6 — 16 17 0 
а e feo ee ee 6 6 12/6 — 9 13 0 
Gen. Eleo. Pref... .. .. .. 6% 6 189 — 618 8 
0. rd... ө „ 10 10 90/- +64. 10 0 0 
ey oe eo ee -> ee |" өх 15 1B. 83/- 4 94. 9 1 6 
. do. t. .. oe ee oe 4 4 82 m 6 0 0 
0 — +$ = 
B .8. = 810 8 
10 10 — 8 p 5 
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THE PHYSICAL SOCIETYi OF LONDON. 


TWELFTH ANNUAL EXHIBITION 


(Concluded from page 210.) 


. Messrs. Н. Tinstey & Co., in addition to many interesting 
instruments, had on view the new Shotter electrolytic flow- 
1neter that, besides indicating at any given instant the quan- 
uty of water flowing, automatically records on a chart the 
amount of water which has passed at any time during the 
44 hours. 


The method of connecting up the instrument is illustrated in 
fig. 27, А being the ratiometer, B the battery, c the control 
col, D the deflection coil, E the zero line, and w the weir. 
We understand that one of the instruments is to be installed 
at the Brimsdown power station of the North Metropolitan 
Eleetric Power Supply Co., and from test figures supplied to 
us it appears that the new meter is extraordinarily accurate. 

he purpose of the apparatus is to measure the depth of 
solutions, particularly water, and thus is specially adaptable 
for the measurement of the.height or flow of water over 
welrs, or notches, and it has the advantage that the depth 
ог tow may be indicated or recorded at considerable dis- 
tances. The action of the apparatus depends upon the elec- 


trical conductivity of solutions, and in use the solution, of 
which the depth or flow is to be measured, is employed as the 
electrolyte. Two electrolytic paths are provided, one in which 


= ч — — ~ чє o ч me + m ee ee lw ot 


Еа. 27.—CoONNECTIONS OF NEW FLOWMETER. 


the dimensions vary with the depth or flow of the solution, 
and the other in which the dimensions are constant and inde- 
pendent of the depth or flow of the solution. The above 
conditions are obtained by submerging one path below the 
apex of the notch or weir and placing the other path in such 
à position that when no solution is passing over the notch 
no current is passing in the variable path, i.e., the zero of the 
variable path is placed on the same level as the apex of the 
notch. By measuring the ratio between the two currents 
that flow in the two electrolytic paths, i.e. (C in variable 
path/c in standard path) from a common source of e.m.f. the 
result 18 a function of the depth or fiow of the liquid, and 1з 
independent of all variables, such as applied e.m.f., back 
e.m.f., specific conductivity of the solution or water, tem- 
perature, «c. 

The above, of course, presupposes that both electrolytic 
circuits are identical, and to ensure this both paths are 
placed in the notch tank so that the solution (or water) is 
continually flowing through the paths. For measuring the 
ratio of the two currents a ratiometer or ohmmeter 1s used, 
which automatically gives the ratio required. То enable the 
ratiometer scale law to be a straight-line function of the flow 
the ‘‘ variable path ° is so shaped that the area exposed is 
proportional to the flow at all heights. t.e., for instance, when 
the flow varies as H'?, then the width of the variable path 
would vary as H!?. In practice the electrolvtic paths are 
formed in some suitable insulating material, such, for 
instance, as porcelain or lapilac, &c.; the particular material 
chosen. must. however, be non-hygroscopic,, have high insu- 
lating properties, and as cases arise when the temperature 
of the water may reach 200 deg. F., must not warp at this 
temperature, The anodes are of platinum made up from 
wire of about 45 s.w.g., so designed that the minimum 
amount of platinum is used; the cathodes are generally con- 
structed of nickel cr graphite. The whole of this apparatus 
is constructed so as to allow easv access to all parts for clean- 
ing purposes; the cathodes particularly are so arranged that 
they can be readily taken out to enable any deposit thereon 
to be removed. | 

A complete instrument for working in conjunction with 
the electrolytic paths comprises an indicator, a graphic re- 
corder. and an integrator. The component parts of the 
instrument consist of a ratiometer or ohmmeter, a master 
clock fitted with an “instantaneous " contact attached to 
the second wheel. а chart drum driven by a ratchet and 
pawl, a locking bar for depressing the needle of the ratio- 
meter on to the chart, the indication on the latter being 
made bv means of a steel point fixed to the needle and a 
carbon ribbon. А traversing arm operated by electro-mag- 
netic means in a plane parallel to the needle has attached to 
it one portion of an electro-magnetic clutch, the other part 


of the clutch being attached to the usual train of indicating 
wheels. At the end of the traversing arm is fixed a pair of 
contacts, which engage with the needle, and which open 
circuit when driven against the fixed needle. 

The operation of the mechanism is briefly as follows: The 
master clock completes a circuit every ten seconds, the cir- 
cuit comprising the clutch coil, the chart drum-operating coil 
and the locking-bar coil, consequently the needle is locked in 
the position which it has taken up due to the flow; secondly, 
the train of indicating wheels i8 connected by means of the 
clutch to the traversing arm and, thirdly, the chart drum is 
moved forward a definite amount. At the end of the travel 
of the armature operating the locking arm is attached а con- 
tact which puts into circuit the traversing arm coil; this 
arm, which is damped by means of an oil dashpot, slowly 
moves from zero in the direction of the locked needle, carry- 
ing with it the integrating mechanism. As soon as the 
contact on the traversing arm is opened by coming into con- 
tact with the needle the three-coil circuit mentioned above 
is opened, consequently releasing the clutch, the locking bar, 
and the drum-driving armature; the locking-bar, in turn, 
open-circuiting the traversing arm coil. A contact is also 
fitted to the clutch or locking bar in parallel with the instan- 
taneous contact on the clock which keeps the circuits main- 
tained until the traversing arm contacts are opened. "Ihe 
traversing arm now returns to its zero position, but of course 
does not carry with it the integrating mechanism. 

The connections between the instrument and what mav be 
termed the transmitter generally consist of either two-core, 
lead-covered, or three-core cable. In the first case the lead 
is connected to the cathodes and the other two cores are 
connected to each of the anodes. In cases where the instru- 
ment 1з required to indicate weight instead of volume а com- 
pensating device is attached, which enables this to be done 
with an accuracy, it is claimed, of a quarter of one per cent. . 
from 50 to 100 deg. F. When the instrument is used for 
measuring condensate from steam engines a second scale can 
be added, which indicates the specific conductivity of the 
water, a switch being fixed to the instrument which makes 
a suitable change in the connections of the instrument for 
this purpose. This is an extremely useful addition, as not 
only does it allow a check to be kept on the tightness of the 
condenser, but enables the engineer to get an approximate 
idea of what he is really measuring. 


THB FARADAY SOCIETY. 


THE STRUCTURE OF SOME ‘GASEOUS MOLECULES. 


Recent work on atomic structure has tended to overshadow 
the subject of how the atoms are arranped within the mole- 
cule. Some excellent work in this direction has none the 
less been undertaken and a good example of it is Prof. A. О. 
HRANKINE'S researches on the structure of gaseous molecules 
containing hydrogen, the latest results of which he expounded 
at the December meeting of the l'araday Society. 

Prof. Rankine's method is based on viscosity measure- 
ments, of which a good deal of reliable data has lately become 
available. From the ordinary kinetic theory of gases a value 
of the mean collision area of a molecule can be deduced, but 
the result has hitherto yielded figures which vary with the 
temperature. This was because viscosity was erroneously 
assumed to he a function of the square of the temperature. 
The true relation is given in a formula by 9. Chapman, and 
on this basis and that of recent viscosity measurements Prof. 
Rankine has calculated the mean collision area of the follow- 
ing eight gases; HCl, HBr, HI, H,S, NH,, PH,, AsH,, 
CH,. It must be made clear that mean collision area means 
the average cross section of a molecule taken as a mean at all 
orientations. For purposes of comparison the mean collision 
areas of the molecules neon, argon, krypton and xenon have 
also been calculated, seeing that these molecules оп account 
of their inertness or absence of valency, and consisting, a8 
they do, of a single atom, can reasonably be regarded ая. 
spherical. 

The areas (by which term will always be meant mean 
collision areas) of the above-mentioned twelve gaseous mole- 
cules are studied from the point of view of Table I. p. 246, 
which is, of course, based upon a section of the periodic table 
of elements. | 

Now, seeing that, according to the current conception of 
the atom, elements contiguous in the periodic table differ 
only in the matter of one nuclear positive charge and one 
electron, the. atoms in апу row of Table I. such as 
A, Cl, S, P, and Si will change very little in size. In this 
particular instance the atomic numbers vary only from 18 to 
14. This approximation in size of successive atoms 18 con- 
firmed by the X-ray analysis of crystals. The combmation 
of hydrogen with chlorine to form HCl is brought about—in 
the Lewis-Langmuir view—by the entry of the single hydro- 
gen electron, the hydrogen nucleus remaining attached 
externally to the system. The system will, therefore, be 
equivalent in size to an argon atom with one hydrogen 
nucleus attached to it. Similarly, H,S will be equivalent to 
an argon grouping of electrons with two hydrogen excres- 
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cences, and PH, to one with three hydrogen excrescences. 
This is illustrated in the diagram (fig. 1). | 

It is to be expected that the mean collision areas of the 
molecures A, HCl, 11,5, and РН,, and similarly of the mole- 
cules of corresponding compounds in other groups, will 
increase as we pass along the series, and this is confirmed by 


C» G © 


Еа. 1. 


actual measurements of these areas deduced from the vis- 
cosity determinations already referred to. The actual figures 
are indicated by the curves in fig. 9. 

From these figures for mean collision areas, and assuming 
the structure illustrated in fig. 1, the actual position of the 
hydrogen protuberances can be calculated, and it transpires 
that the protuberances get notably larger as their number 
increases. It is reasonable to ascribe this to the mutual 

repulsion excited by the hydrogen nuclei in one another, and 
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MEAN COLLISION AREA IN CM X 10 


NUMBER Of HYOROGEN ATOMS IN MOLECULE 


Ес. 2. 


1 


in this view one would expect a point to be reached where 

the further addition of hydrogen atoms became impossible 
` owing to the instability of the system, and indeed compounds 
like BH, and AIH, have no existence. 

Interesting confirmation of Prof. Rankine's conception is 
given by measurements of the relative dimensions of CH, 
and Kr. According to fig. 2 the mean collision areas of these 
, substances should be almost identical, and the molecule of 
methane and the atom of krypton do actually prove to be 


TABLE I. 


CAC 


` of the same size within the limits of experimental error. Now, 
if we pass to the corresponding atoms in the periodic system 
with next higher atomic numbers we arrive at NH, and 
. rubidium, and the equality of dimensions of these substances 
is again confirmed by X-ray measurements of crystals con- 
taining them. Thus the results of estimates of molecular 
. dimensions derived from viscosity determinations and crystal 
measurements mutually confirm one another. 


Competition for the Design of a Moving Platform for 
Paris.—T wenty competitors, including one Englishman and 
one Belgian, have already signified their intention of taking 
part in this competition, and have asked for further informa- 
tion. Competitors will have to furnish a detailed description 
of the mechanical system proposed; of the methods of work- 
ing; dimensions of the different parts of the moving system 
and of the platforms; details of the driving power; the mini- 
mum curvature and the maximum gradient; and finally esti- 
mate the cost of construction, installation, &c.—Reuter’s Trade 
Service (Paris). | 


THE ELECTRICAL WHOLESALERS' 
FEDERATION. 


On February 2nd about eighty members of the E.W.F., with ' 


guests from other associations of the electrical industry, met 
at dinner at the Trocadero Restaurant. 


were Messrs. D. N. Dunlop (B.E.A.M.A.), J. Y. Fletcher 
(E.L.M.A.), J. Macgregor (C.M.A.), L. С. Tate (N.E.C.T.A.), 


and J. W. Beauchamp (E.D.A.) After an excellent dinner, . 
and the toast of the King, Mr. ALBRECHT proposed the toast - 


of '" Kindred Associations." He said that the first thing the 
E.W.F. had had to do upon its formation was to settle its 


own affairs and set its house in order, but he supposed that ` 


this occurred in the case of every new association. Their 
next aim was to get into closer touch with kindred aso- 
спо, as it appeared to them that co-operation was their 
тецет. 
associations had been represented. This year there were 
two more—'' Beama ” and ‘' Eda.” He asked Mr. Dunlop 
to do something to bring their respective associations into 
closer touch. The E.D.A., he said, was a younger body, but 
undoubtedly a power for good. It was close to the Federa. 
tion's heart, and the Federation hoped to demonstrate its 
devotion in a practical way in the near future. 
always a seat at the Federation’s functions for the N.E.C.T.A. 
The E.W.F. had also formed a close affinity with the 
E.L.M.A.; it was entitled to support in its efforts to exercise 
a legitimate control of its particular part of the industry. His 
personal association with the C.M.A. gave him a bias towards 
it; all the Association's dealings were conducted with a rare 
integrity. 
cropping up all over the country led him to believe that the 
industry as a whole was not functioning properly. А spirit 
of unrest was abroad. The contractors said that they were 
not being handled properly; the manufacturers made the 
same complaint. Mr. Albrecht thought the trouble was due 


Mr. H. Boden-How - 
(President of the E. W.F.) presided, and the principal guests - 


At the lederation's last function only three other * 


There was · 


The fact that numbers of trade associations were . 


eee oe’ Spe esa ww \ = X 


желт щт 


т»? 


3 
ta 


bas 


4 


to the fact that the industry was still young and the manv- А, 


facturers had peculiar circumstances to deal with. The sell- 
ing side of the industry seemed to have broken down, and 
manufacturers had, therefore, built up their own selling orga- 
nisations. The contractors must build up a better organisa- 
tion.and the manufacturers would gladly hand- over their 
products to it. 
engineers first and salesmen second. 

Mn. D. N. Duntop, in reply, said that after settling its 
domestic problems the B.E.A.M.A.’s first task was to see that 
the industry made sufficient profits to attract investors be- 
sides providing proper remuneration for engineers, and leaving 
1 balance for research. There were numerous difficulties, but 
he considered that the B.E.A.M.A. had succeeded in putting 
the industry into a healthv state. The organisation did not 
nim at bringing all manufacturers in direct line; initiative 
and invention were encouraged. Mr. Dunlop touched upon 


Many contractors realised that they had been . 


the Safeguarding of Industries Act, saying that he had en- - 


deavoured to persuade manufacturers to take advantage of 
it—but they generally seemed suspicious of it. | However. 
the industry could not relv unon Government aid—co-opera- 
tion was necessary. He (Mr. Dunlop) was carried away when 
he considered what the industry could do for this country. 
With the co-operation of manufacturers, contractors, factors, 
and the Press, all difficulties would be overcome and all prob- 
lems solved, until the British electrical industry was the 
finest in the world. 

Mn. J. Y. FLETCHER. also responding. said that the manu- 


facturer, factor. contractor, and user were all cogs in the -: 


machinery of the industry, and harmony should reign 
amongst them. He referred with satisfaction to the recent 
decision of the House of Lords regarding the gasfilled-lamp 
patents. This had made it possible for the E.L.M.A. to 
arrange satisfactory long-period agreements, and it now had 


‘a certain tenure of business in the markets of the British 


Empire. The E.J..M.&. was wedded for all time to the factor 
policy, and Mr. Fletcher promised this vear new agreements, 
which would benefit all concerned. He wished that the 
nolicv of Mr. F. Gill, who used to take dissatisfied subscribers 
to view the working of a teleohone exchange, could be 
followed in the lamp industrv. Factors and users would gain 
a great deal of information from a visit to a lamp factory. 

Mr. J. Macanraon, replying on behalf of the C.M.A., also 
urged the need for unity, not only between sections, hut 
between emvloyers, and spoke of the success achieved by the 
Joint Industrial Council of the industry. There were still 
many differences, and the only way to compose them was by 
means of conferences. | 

Мв. I.. G. Tarr. for the N.E.C.T.A., thanked the Electrical 
Times for publishing corresnondence which had led to a con- 
ference of the industry being called to discuss mutual ques- 
tions: he had hopes of good results from this meeting. The 
N.E.C.T.A. was considering the onening of showrooms in 
various parts of the United Kingdom. which would benefit 
all connected with the industrv. i | 

Mn. J. W. BrAUCHAMP also briefly replied. saying that the 
K.W.F. had an important part to play. He looked upon 
it as a reservoir into which manufacturers should vour à 
steady stream of appliances, which shonld supply the 
appliances to users at the irregular rate which fluctuations in 
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demand dictated. Mr. Beauchamp said that the British were 
not born co-operators, in fact it was their individualism 
which had led to their success. The ideal state was a ground- 
work of individualism with a superstructure of co-operation. 

Мк. Smita (Drake & Gorham) then presented the retiring 
hon. general secretary (Mr. A. G. Beaver) with a service of 
sliver plate and a cheque, with a speech of appreciation. 

Mr. Beaver thanked his associates, and expressed his satis- 
faction at securing their esteem and goodwill. His successor 
(Mr. Cooper) had a difficult task to confront, but he wished 
hirn success. 

Mr. J. W. DoDbs, in a brief speech, eulogised the President 
of the E.W.F. and proposed his health, and Mr. Bonen- 
How, in reply, asked the other electrical associations to form 
a closer relationship with the E.W.F. 

The final toast, that of '' The Press," was proposed by Mr. 
G. Donovan, and responded to by Мг. R. W. HuGHMAN. A 
number of concert items were contributed by Messrs. Clay 
Thomas and George Buck, Miss Dorothy George and Miss 
Hilda. Bertram. Mr. Frederick Arthur was accompanist. 


SINGLE AND THREE-PHASE A.C. COMMU- 
TATOR MOTORS WITH SERIES AND 
SHUNT CHARACTERISTICS. 


DISCUSSION AT LIVERPOOL. 


Dr. S. P. SMITH submitted his paper on the above subject 
(an abstract of which appeared in our issue of January 13th) 
to the Liverpool Sub-Centre of ‘the North-Western Centre of 
the INSTITUTION OF ELECTRICAL ENGINEERS, on December 12th, 
1921. 

Mr. F. J. Teaco confined his remarks to some tests made 
in the laboratories of the Department of Electrical Engineer- 
ing, Liverpool University, on a motor exactly similar to that 
shown by Dr. Smith in fig. 4c of his paper. Simple, efticient, 
and reliable speed control was a necessary adjunct to any 
motor, if 16 was to find wide application. He showed curves 
relating to the b.h.p. power factor, and efficiency of the motor 
in terms of rotor speed, from which 1t would be seen that the 
b.h.p. was proportional to the speed, and that over a range 
of 500-1,500 r.p.m. the power factor varied from 0.6 to 0.96 and 
the efficiency varied from 75 to 80 per cent. 

There was no doubt, then, that the efficiency of speed control 
was good. The reliability could be judged from fig. 4c, and 
the note '' (11). With shunt characteristics (c) " in Dr. Smith's 
paper. Provided that the commutator and brush gear were 
amplv proportioned, and they certainly were in the motor 
under consideration, no trouble should arise unless the output 
h.p. per pole was excessive. 

The simplicity of the speed control could be imagined from 
the stateinent that, provided the brushes were set to the 
position marked “© start " (about 300 r.p. m.) the motor. under 
full-load torque, could be safely thrown straight on to the 
three-phase supply lines and the speed brought to the re- 
quired value by merely turning the handle shown in fig. 4c. 
Under those conditions the motor took rather more than full- 
load current. Thus it must be conceded that the motor was 
a very clever answer to the question of speed control. 

Mr J .S. Peck explained that the development of a sucessful 
а.с. commutator motor had long been the goal of the elec- 
trical designer, for it held tremendous possibilities with regar« 
to speed and power factor control. 'l'here was no great dith- 
cultv in manufacturing motors of that tvpe for low horse- 
powers, but the difficulties increased very rapidly with the 
size, and it spoke well for the courage and engineering ability 
of certain manufacturers that they had been able fo produce 
successful motors of fairly large size, but the speaker doubted 
if any firm had made а financial success of that type of ma- 
chine, especially in connection with those of larger outputs. A 
successful commercial motor must be able to work on a 50- 
period circuit. and to build a commutator motor for 50 periods. 
was a much more difficult problem than building one for 163 
or even for 25 neriods; 162 was the frequency adopted on the 
Continent for single-phase railway motors. 

MR. D. Т. DAwBARN thought one of the most interesting 
points in Dr Smith's fig. 4c, waa the variation in the position 
and diameter of the circle diagram for the motor working 
acainst full-load torque with varving speed. The character 
of the circles was shown by the speaker, the variation 
in the position being due to phase changes in the re- 
sultant e.m.f. in the current found hv the brushes and the 
stator windines, whilst the variation in diameter was пагу 
due to the differing magnitude of the resultant e.m.f. and 
nartly due to changes in the coefficients of self and mutual 
induction as the speed changed. 

The a.c. commutator machine had a certain very. limited 
field as a phase advancer, or power factor corrector on large 
induction motors. Tt might have a considerably larger field 
as a means of controlling the speed of large induction motors, 
hut the complications involved in that system of speed con- 
trol. were such ar to make most practical men hesitate to 
adopt it. As a simple variable-speed motor there was not 
a large field for the machine. Its advantage was that it 


might be coupled direct to the a.c. mains without converting - 
plant, and in a large installation where the great bulk of the 
motors ran at a constant speed, it would probubly be cheaper 
to install variable-speed, а.ө. motors than to install converting 
plant. If a large number of variable-speed motors was re- 
quired in any particular installation, it would be safer, cheaper, 
and more satisfactory to put im converting plant, than to 
install a.c. commutator motors. 

Mr. E. W. Youna pointed out that an objection to the 
type of motor shown in fig. 4c by Dr. Smith was that it 
was liable to hunt. He showed the speed range within 
which hunting occurred in a 5-15 b.h.p. motor at no load and 
full load. ‘The speed variation would probably not matter 
greatly for most purposes, but for some & variation in speed 
of one per cent. was too great. Although, for a given loud, 
there was only one speed at which hunting became a maxi- 
mum and though the zone in which hunting could be detected 
was narrow, it should be borne in mind that hunting was a 
characteristic of those machines. 

Dr. E. W. MARCHANT said Dr. Smith seemed to indicate 
that from the point of view of speed variation, the alter- 
nating-current commutating motor was better than the direct- 
current motor. "That was not an intrinsic property of the 
motor. The greater ease with which the speed could be con- 


. trolled was due to the ease with which variable pressures 


could be obtained with an alternating current. The weight 
of a single-phase commutator motor must always be greater 
than that of a d.c. motor of the same rating, because the 
“ specific utilisation of the material ’’ was always less effective 
than it was with direct-current machines; or, conversely, with 
a given size of motor, the rating with direct currents was 
much higher than with alternating currents. The three-phase 
commutator motor should prove a very valuable machine for 
special cases. The motor to which Mr. Teago referred had 
a very much higher etticiency at different speeds than an in- 
duction motor, and the commutation was remarkably good. 
The motor was a much more expensive machine to construct 
than the induction motor, and could only be used in such 
special cases as required a wide range of running speeds. 
MR. CHARLES КЕТТІЕ was interested in connection with 
electric ship propulsion and heavy railroad work. But as а.с. 
commutator motors were out of the question for large powers, 
such as were used for the electric propulsion of battleships in 
America (the motors of which were anything from 7,000 to 
22,000 h.p.) and as the low-powered ships such as cargo boats, 
ferryboats, and the like, would probably use direct current, as 
far as ship propulsion was concerned, the a.c. commutator 
motor could be ruled out. With regard to the possibilities of 
fts use for heavy railroad work, it had a great future and 
though the Government had standardised the h.p., d.c. system, 
it was quite on the boards that before апу great scheme was 
embarhed upon. the approved system might be changed, 
especially in the light of recent developments which had taken 
place in Switzerland with the use of the single-phase system. 
As far as railway work was concerned, only one type of com- 
mutator motor need he considered, and that was the series- 
compensated type. The three-phase system was not likely to 
become popular. as according to reports from the Continent, 
though the three-phase system was in general use on the Italian 
railways, the fact that a double trolley line had to be used, 
made it unlikely that it would be adopted elsewhere. 


The author's statement that * withe а, single machine, voltage 


control is impracticable with direct current," would not apply 
in the case of d.c. motors used for the electric propulsion of 
ships, as the voltage of the generators could be varied to 
suit the speed. Mr. W. E. Shau, in his paper read before 
a combined meeting of naval architects, marine engineers, 
and members of the American I.E.E. іп New York on Decem- 
ber l7th, after mentioning the fact that alternating current 
would not be suitable for the Diesel electric drive for ship 
propulsion on account of the difficulties of running a.c. genera- 
tors in parallel, went on to state; '' the motors and generators 
being pure shunt-wound machines the motor speed is adjusted 
to anv value within the requirements by the voltage control 
system. With direct current we have a choice between two 
methods of motor speed control, i.e., armature rheostatic and 
generator voltage control. Armature control is not: only unn- 
justifiably wasteful at reduced-speed operation, but also adds 
complication to the control. On the other hand, the voltage 
control method is practically 100 per cent. more economical 
and provides an ease and flexibility of control unapproached by 
anv other system." Regarding the author's statement with 
reference to the disadvantages of the induction motor either of 
the svnchronous tvpe or with the use of a phase advancer 
as being greater than those of апу a.c. commutator motor. 
the sneaker disagreed on that point because for large powers 
the types he referred to still held the field. as commutator 
motors could not be used in their place except as regarded the 
wound-secondary motors with which a small commutator 
motor was used for the phase advancer, and as had been pro- 
pored by Mr. W. E. Shau. to trv and raise the power factor of 
the induction type of motor with slip rings as used for ship 
pronilsion. 

Mn. W. Нолтем thought that whether they had been wise 
in avoidin« the risk of burning their fingers over what seemed 
a doubtful proposition, might be diflicult to say, but the 
result was certainly one to be taken to heart and pondered 
over. 

Мв. T. D. CLorHiER's observations referred more to the 
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geries of slides shown by Mr. Teago than to the paper. Ac- 
cording to the slides, the particular commutator motor ex- 
amined had a working speed range of from dUU to 1,500 r.p.m., 
with an etliciency of approximately 50 per cent. over that 
range, the power factor appeared to be 0.4 at 50 r.p.m. 
rising to 0.98 at 1,500 r.p.m. It seemed to him that under 
those conditions the consumer was not likely to benefit materi- 
ally by using that type of motor if the supply was obtained 
on the kVA basis. Possibly as the particular motor in ques- 
tion was small, those characteristics might not apply to larger 
models of the same type. 

To MR. E. W. ASHBY there seemed to be two aspects of com- 
mutator motors which were of particular interest. First, 
phase advancement was a very desirable application. It was 
exceedingly diffieult to obtain small motors with high power 
factors, and an installation of small machines would probably 
work at an overall power factor of about .7 lagging. In such 
cases it was rarely practicable to put in a synchronous motor 
as the minimum size was about 150 kVA, but a few 
commutator motors with a leading power factor might 
well be installed. The leading power factor of a single- 
phase motor decreased with the load so that the watt- 
less component would stil be in evidence on light 
loads. A machine having such characteristics had been 
marketed by an American firm for some 10 years. 
The second aspect was that a variable speed a.c. motor 
with the same characteristics and ease of control as the d.c. 
interpole machine, produced at a reasonable figure, should have 
a large field. Commutation seemed to be the chiet trouble 
with three-phase motors, restricting the voltage they could be 
designed for, or necessitating transformers. The fan drive 
case was met by a special form of the Hunt cascade motor 
having a second speed 2/3rds of the normal speed, the torque 
being proportional to the cube of the speed in accordance 
with fan requirements. 

Dr. S. P. SMITH, in reply to the discussion, said his ditt- 
culty had been to raise some controversy. The leading 
designers usually remained in their own country, while 
the mediocre imported ones appeared to have sought safety 
rather in standardisation than in development. ‘They needed 
men who would lock into the future, leaders, and not followers. 
To wait and see if the demand was as great as they hoped 
meant that in the meantime other people were developing. 
That was not creditable to British engineers. 

It would generally be found that a higher power factor 
could be obtained with a commutator than with an induc- 
tion motor. 


- 
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DISCUSSION AT BIRMINGHAM, 


AT the fifth meeting of the 1921-2 Session of the South Mid- 
land Centre of the institution at Birmingham on February 
ist, Dr. 5. P. Smith read his paper in the form of a lecture, 
and in the discussion that followed, | 

Mr. Н. А. CHATTOCK congratulated the author on the ex- 
ceedingly able manner in which he had dealt with his subject, 
and on the method of delivery. 

Pror. W. CRaAMP could not agree with the author that a 
direct-current motor with field control had a constant output 
over the whole range ot its speed. He had always found that 
at the higher speeds the venulation of the machine increased, 
so that when combinedgwith the smaller field loss the arma- 
ture current and power might be increased considerably for a 
given temperature rise. At the author's definite conclusion 

. regarding the ultimate displacement of all forms of series a.c 
motors ру the compensated-series induction motor, Prof. 
Cramp was rather surprised. Commutation evidently had 
been proved to be of more importance than power factor, so 
that they would again be faced with the demand for a wattless- 
current generator in railway generating stations. For wori 
needing a shunt characteristic the most satisfactory machine 
the speaker had yet found was that described under fig. дс, 
and he thought that machine should be developed in this coun- 
try. Dr. Smith had referred several times to the unwillingness 
of supply authorities to make any concession to their ccn- 
sumers for improved power factor. With that complaint trof. 
Cramp heartily sympathised. More than once he had offered 
on behalf of a consumer to put in a phase advancer, but had 
met with no support whatever from the supply authority. 
The lack of development of the a.c. commutator motor in this 
country was in no sense due to the lack of inventive genius 
or of patience and persistence. Dr. Smith had paid a just 
tribute to the astonishing early work of Atkinson; other 
workers in the field had been Wilson, Hunt, Fynn, and Creedy. 
All alike, with the exception, perhaps, of Hunt, had met with 
a chilly reception from manufacturers, of which he could 
speak with some feeling, and the same reception greeted the 
motors that he developed in 1900 and 1908. Yet that range of 
names accounted for practically every known form of a.c. com- 
mutator motor. Once again the history of aniline dves was 
repeated—nor would development be stimulated by recent 
events. The decision of the Ministry of Transport's Commit- 
tee in favour of d.c. for main lines in the face of Continental 
experience was a blow (it might be a mortal blow to the 
manufacturers of a.c. series motors in this country) and its 
effect would be reflected for many years in the orders that 
could be secured in England for machines required abroad. 
The original single-phase machine which Prof. Cramp put 


forward fourteen years ago was exhibited. Its characteristi 
was that of a series motor, with all the advantages of which 
they had heard so much; in addition there were manufactur. 
ing advantages, and since the ampere turns acting across the 
air-gap were due to the primary and secondary coils in oppo 
sition, the air gap could be made long and the poles short 
The power factor, comunutation conditions, and efficiency о 
the motor were all good, and, in addition, control could be 
arranged from tappings on the secondary coil. It should be 
ideal for fans and other machines that were made in quantitie: 
for stock. | 

Mn. R. OrseTTICH confined his remarks chiefly to stating the 
unpracticability of getting out standard lines for 3-phase com- 
mutator motors. With reference to the voltage control of 
d.c. motors, mentioned at. the beginning of the paper, be 
pointed out that that method was used very considerably in 
the regulation of large motors, such as rolling-mill motors, 
and also for the control of printing machines, and for paper- 
making machines—in all cases that entailed the use of an 
auxiliary generator or a booster to alter the supply voltage 
across the armature. With regard to the general application 
of commutator motors, one point had not been emphasised. 
There was no doubt that one of the main handicaps to the 
application of those motors was the fact that they worked 
well only with frequencies of 25 cycles and lower,,and that 
the largest number of applications made and referred to in 
the paper had been for motors working with a frequency of 
163 cycles; 95 cvcles appeared to be the absolute limit for 
traction work and, in fact, a nümber of experts disputed even 
that, and insisted on a lower frequency being used.  Regard- 
ing the author's statement that a number of firms which were 
manufacturing different tvpes of motors on the Continent had 
now given it up in favour of the series-wound motor with 
commutating poles, that was due to the patent situation. 
There were three or four organisations competing with one 
another, and each one had taken out patents covering its 
particular type. It continued to push that type as long 
as the patents of the competing firms were in existence, and 
onlv when the patents fell through were they in a position to 
adopt the motor which had proved best. 

The reason for the very scanty attention paid to those 
motors in this country was mainly the fact that on 
the Continent the manufacturing companies owned or con- 
trolled a number of supply companies, and thereby could in- 
fluence the adoption of the particular type of motor. Owing 
to the latest developments of power distribution in large 
towns the speaker believed that there would be a considerable 
field for small single-phase inotors up to, say, about 10 or 
15 h.p., where the supply company would not bring into a 
building any more than one phase of the three-phase distri- 
bution system. 

With regard to three-phase commutator motors, there also 
would be a moderate demand for them up to, sav, 95 h.p. for 
installation in factories where an economical speed regulation 
was required. Unless such motors were available the only 
other solution of the problem would be the installation of 
motor-generators and d.c. motors. 

Dr. S. P. Situ briefly replied to points raised during the 
discussion. 


INDUCTION-TYPE SYNCHRONOUS MOTORS. 


DISCUSSION AT NEWCASTLE-UPON-TYNE. 


Mr L. Н. A. Carr, M.Ss. (Tech.), M.I.E.E., presented his 
paper on the above subject (which was abstracted in our 1seue 
of January 6th) at the North-kastern Centre of the INSTITU- 
TION OF ELECTRICAL ENGINEERS on January 9th. 

Mr. TuoMas CanTER' 5 opinion was that the really important 
point about the induction-type synchronous motor was that 
it was capable of being used for power factor correction. H 
anyone installed a motor of that type he ought very carefully 
to examine the case to ascertain whether he was paying the 
additional price of the machine merely to benefit the supply 
company without reaping any corresponding advantage bun- 
self. Unless the user of such a motor had.an installation ш 
which the cost of cables was a very large item, or unless he 
had his own generating station and wished to use his plant 
to the best possible advantage, the power factor at which bis 
system worked usually need not partieularly concern bum; 
it was, however, greatly to the advantage of a supply conr 
pany that power-factor-correcting apparatus should be ш 
stalled on its system, and since the benefits were mainly for 
the supply company, the latter might reasonably be expected 
to be willing to pay for the benefits it received. It was 
scarcely fair to penalise a customer on account of power-factor, 
unless his power factor was materially worse than the average 
for his particular type of installation, and except ünder such 
circumstances a supply company could never reasonably 
demand the installation ‘of power-factor-correcting apparatus 
by any of its customers; if, therefore, any consumer whose 
working conditions were normal installed a motor of the type 
described by the author, he really had a valid claim on the 
supply company for compensation, otherwise it was difficult 
to understand what inducement there was for anyone fo m- 
stall such a machine under any circumstances. After all. tne 
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author's motor was very little different, so fur as the user was 
concerned, from a corrected plain induction motor. The 
paper made one think that unless the full amount of power 
lactor correction up to 0.9 was used the induction-ty pe 
ssnehronous motor night suffer seriously im its overload 
capacity. It was very important to consider carefully which 
туре ot motor was better for any particular case, and while 
шеге Was no doubt a wide field of usefulness for the author's 
upe of motor, there were many instances in which its instal- 
luon would not necessarily be worth the additional cost that 
would be incurred; and some ш which its use would be a 
positive. disadvantage. 

Mr. F. Н. Downie questioned whether there was much in 
the points that were raised in the paper as to the commiu- 
tators. As to the winding of the rotor, reference Was imade 
to " two or four bars to the slot," but he had seen one 
with eight bars to the slot in the same class of machine, and 
the job was quite a good one. Тһе machines were adapted 
for fans, compressors, &c., where the average. power factor 
was very low, and if firms using those machines put in syn- 
chronous. motors it would enable them to get more power 
developed frei the same generating plant and that, of course, 
Was an important matter, and meant a great saving. The use 
ol that type of motor to drive generators would need care, 
because а constant-speed generator was inclined to be un- 
stabie. 

Mr. A. B. MacLean thought there was no doubt but that 
i machine of the synchronous type would be needed in the 
future. Most supply companies were now making adjustments 
of tariffs. or putting clauses in tariffs, bearing upon power 
factor, and that would tend to create a demand for the 
synchronous motor of one type or another. There was only 
one advantage that the synchronous-induction motor had over 
the saltent-pole machine, and that was the starting torque. 
As to the application. of the machine to compressors, fans, 
and pumps, with regard to the first-named machine for in- 
stance, the salient-pole machine would meet the case, and 
the мапе might be applied. to the centrifugal pumps. It 
would not apply to the same extent to the fans, because often 
it was not convenient to unload the fans. Apart from the 
starting torque, the salient-pole motor had the advantage 
everv Where over the syvnchronous-induction machine. — His 
experience of the salient-pole machine was that it had a better 
eticiency by L or 2 per cent. ; another thing was that it was 
easier to get a big overload capacity than with machines of 
the ««nchronous type; also the sulient-pole machine was the 
shea рег. | 

Mr. J. M. HrsLor thought that compressors could be started 
with 30 per cent. of the full-load torque, and centrifugal puinps 
could be got under way with considerably less than full-load 
terque, but the case of the colliery fan was different, and in 
that case the extra torque was going to be distinctly useful. 
The whole raison d'etre of the machine was the question of 
power-factor correction, which was becoming more and more 
rnportant every dav. In the future the consumer who was 
taking wattless КУА would have to pay for it. It was only 
just, right. and proper that he should pay. Now he was get- 
ting something for nothing the consumer would have to pay 
for what electricity cost in. future, 

Mr. А. T. Ropertson explained that a feature of the syn- 
enronous induction motor that was clanned as an advantage 
Mer induction. motors fitted with phase advancers. &c., 
might under certain circumstances appear as a disadvant- 
age; correction to a leading power factor was not always 
desired—for example, one motor working at the end of a 
leng transmission line—but with a synchronous induction 
motor, in order to obtain the necessary overload capacity, the 
чле of the machine must be such that it would give a leading 
power factor of .85 or .9. Other things being equal, 1t would 
өөнү that phase advancers or vibrators had the advantage 
for that particular condition. Had а proper two-phase wind- 
ши been tried? Because superficially one would imagine that 
when used as a d.c. exciting winding the copper would be 
wed to better purpose than with a three-phase winding, two 
uf the phases of which carried only half the exciting current. 

He assumed that in calculating the slip of a motor from 
which it was to be synchronised the resistance of the exciter 
armature and brushes was included. That extra resistance 
would be small compared with the rotor resistance-—say, 
about 10 per cent. of it, but it was conceivable if working 
clase to the limiting slip that the exclusion of it from the 
valeunlations would mean the difference between the motor 
svnchronising and not synchronising. It was stated that 
ax the speed was not constant the angle swept through was not 
proportional to time, and the areas of the torque curves in 
hg. 1 were not proportional to the work done; that state- 
шеп was not at all convincing as it stood, because one 
would imagine that a torque multiplied by an angle was pro- 
portional to work done irrespective of time or speed. 

If a standard liquid starter with earthed dinpers was used 
for the arrangement shown in the author’s fig. 15 (b), the 
low-voltage exciter would be flashed everv time the motor 
started with something like thirty times its normal voltage: 
it would seem to be worth while, therefore, to use with that 
arrangement an insulated starter and to earth the exciter. 

The CrairMAN, Dr. W. M. Thornton, suggested that it was 
posible, having regard to their low-power factor, that ship- 
yards might find synchronous-induction motors suitable for 
driving their pneumatic tools, 


Messrs. J. Rosen, W. T. MacColl, and E. Fawsett added 
short contributions to the discussion. 

Mn. L. H. A. Carr, in the course of his reply to the discus- 
sion, said if the power companies were going to continue to 
give things away with both hands, then the question of power 
factor did not apply, but if custoiners were going to pay what 
energy cost, then. consumers would have to have regard to 
power factor. It seemed to be admitted that if they used 
induction. machines properly they were saving coal, and that 
was à benefit, although they might have to fight it out to 
discover who should reap that benefit. 


LEGAL. 


EtkcrRO-METALS, LTD., v. MALLEABLE STEEL Castinas Co. (1909), 
LTD. | 


In the King’s Bench Division, on February 7th and following 
days, Mr. Justice Sankey was engaged in hearing an action 
involving the purchase of a 30-cwt. electric melting furnace 
from the plaintiffs, Electro-Metals, Ltd., the defendants, the 
purchasers, being the Malleable Steel Castings Co. (1909), 
Ltd., of Pendleton, Manchester. The plaintiffs claimed 
£1,239 odd, the liability for which was denied. 

Mr. Inskip, K.C., and Mr. Wilfred Lewis appeared for the 
plaintills, and Mr. T. Eastham and Mr. R. Bennett for the 
defendants. 

In opening the case Mr. Inskip said the amount sued for 
comprised £1,100, being the third instalment of a sum of 
£3,300, the agreed price of the furnace, and a number of small 
Items 1n respect of certain materials required in connection 
with it which: the. plaintiffs ordered at the request of the de- 
fendants. The goods had been delivered and the plaintiffs 
said the defendants were liable to рау. ‘The latter had set up 
a number of alleged breaches of the contract and warranties, 
some of which appeared to have been collateral And some 
expressed or implied in the contract. Defendants admitted that 
the furnace had heen delivered and had been run by the 
plaintiffs’ metallurgist, Mr. Needham, while it was being got 
into working order. 

The furnace was still at Manchester at the defendants’ 
works. They had used it and sold a considerable number of 
castings, the produce of the furnace. 

The Judge remarked that he would determine what was 
the contract between the parties first. 

Counsel did not think it would be possible for the furnace 
to be used without a good deal having to be done to it. It had 
not been used since the moulders’ strike in 1919, when the 
men working it were forcibly driven out of the building, and 
parts of it had perished. The men employed by the defendants 
to work the furnace were quite inexperienced and unfit to 
engage in steel melting at all. Defendants were really Mr. 
Walsh, who, he understood, was never engaged in making 
steel castings until this furnace was installed. The whole of 
his business had been that of an iron moulder, and he (Mr. 
Inskip) was informed that an iron moulder had to forget all he 
knew about his trade in order to become proficient in the art 
of making steel castings. The order for the furnace was given 
on Мау 10th, 1915. 

One of the complaints which the defendants made, said 
counsel, was that there had been delay in delivery and erec- 
tion. He would only say that the electrical equipment was 
sub-contracted for by the plaintiffs, and a good deal of, the de- 
lav was caused by failure of the sub-contractors to deliver. 
Further, delivery was made impossible for a long time, even 
if it would otherwise have, been possible, owing to defendante’ 
ше to provide the plaintiffs with the necessary lay-out 
plans. 

Dealing with the defence, and a counterclaim by the de- 
fendants, counsel stated that they said the contract was 
partly verbal, arranged at various interviews between Mr. 
Edward Yates Walsh, representing the defendants, and Mr. 
James Bibby, on behalf of the plaintiffs, the latter being then 
joint manaying-director of the plaintiff company. Defendants 
said it Was an express term of the contract, or, in the alterna- 
tive. the plaintiffs warranted that the furnace should be 
capable of producing steel of a tensile strength of 40 tons 
per sq. in. and ]5 per cent. elongation unannealed. 
Plaintiffs said that that was neither an express term of the 
contract nor was it a collateral warranty, and indeed it was a 
warranty or representation which no melter or metallurgist 
would dream of giving. It was quite impossible to produce 
that quality of steel in practice as a commercial article, and 
the plaintiffs thought that defendants were under a misappre- 
hension as to what annealing meant in the case of steel casting. 
The defendants, eontinüed counsel, said that the plaintiffs 
warranted that the furnace would produce steel entirely to the 
defendants’ satisfaction, and would not use more than 
800. kWh of electricity per ton of metal melted. The first 
heat took place on July 29th, 1919. Defendants almost at 
once took up an attitude of dissatisfaction, and from that time 
forward complaints arose. The first was over the electrode 
holders, but that was remedied, and then disappeared entirely 
from the correspondence. The next matter complained of was 
the fuse boxes, which defendants said were not suitable, but 
the fuse and switch boxes were replaced, and they also dis- 
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appeared from the correspondence. ^ With regard to the con- 
trollers, the plaintiffs admitted that the first design was not 
satisfactory, and they put in u new one, which met all require- 
ments. 

He (counsel) wished to make it plain that the plaintiffs gave 
no warranty except such as appeared in the correspondence. 
Having regard to the defects that appeared upon the first 
installation of the furnace, the plaintufs’ duty was to correct 
them, and that they did; they therefore said that the furnace 
was capable of doing what, under the contract, it was ex- 
pected to do. 

Evidence was then given. ! 

Mr. James Віввү, formerly joint managing-director of the 
plaintiff company, gave evidence of interviews he had had with 
Mr. Walsh prior to the order for the furnace being given. Mr. 
Walsh wanted to be able to turn out railway truck and cor- 
poration castings and others of a crude kind. Witness de- 
clared that nothing whatever was said about 40 tensile tons 
per sq. in. with 15 per cent. elongation unannealed. 

In cross-examination, witness denied that he told Mr. Welsh 
that a 3U-cwt. furnace would consume 800 kWh. 

Witness suid he was not now connected with Electro- 
Metals, Ltd., but was a competitor. He agreed that Mr. 
Walsh had never taken over the furnace. 

Do you suggest that the results that were got were due to 
unskilful and inetticient men ?—Yes. 

Dealing with the counter-claim, Mr. Eastham said the first 
three items, £25, £8, and £6, were admitted. The next was 
a claim for £1,643 195. 6d., which the defendants had paid in 
Wages In trying to get the furnace to work. They also 
claimed £960 paid to the Salford Corporation in respect. of 
electricity and £350 in respect of 50 tons of metal which had 
been spoilt while Mr. Needham was at the works. Defendants 
were hable to consume electricity for 10 years at a minimum 
of £800 a year. ` 

Mr. T. D. ҢОВЕВТЗОХ gave evidence that he was chief engi- 
neer in charge of the correspondence at the plaintiffs’ London 
office, and had had 11 vears’ experience of electric furnaces. 
Steel at 40 tons tensile strength and 15 per cent. elongation 
would be a fairly hard steel. Apart from mild steel he had 
never heard of unannealed steel castings being sold, nor of 
anybody packing a steel casting with iron ore and annealing 
it in the way in which ircn castings were annealed, nor had he 
known steel cf 40 tons tensile strength with 15 per cent. 
elongation being produced without annealing. With ordinary 
good conditions an average of 800 kWh рег ton should be 
obtained, and the feature about that furnace was that it 
melted steel scrap by electricity. The rest of the process de- 
pended to a great extent upon the human element. 

Mr. НАНО NEEDHAM, engineer in the employ of the 
plaintiffs, said he went to the defendants’ works at Pendleton 
on June 25th, 1910, to superintend the starting of the factory 
which was then in course of erection. At the defen- 
dants' place there was a want of head room, which made 
tilting the furnace very difficult, with the result that they 
could not get the full charge into the ladle. The foundry 
roof, which was of wood, was so low that they could not take 
the furnace roof off when it got red hot. Occasionally a cast- 
ing might have been satisfactory, but if so it was an accident, 
because the general quality of the moulds provided at these 
works was so very bad. Whenever he complained of the 
foundry—with the exception of the ladle. which Mr. Walsh 
could see was not satisfactory—Mr. Walsh replied that Mr. 
Bibby had guaranteed the results. 

Mr. HAYDEN ConNTHWaAITE, who at the time was manager 
of the Sheffield branch of Messrs. Electro-Metals, gave evi- 
dence, and Mr. F. A. MELMOTH, foundry manager to the Brain- 
tree Castings Co., and consulting metallurgist to the National 
Steel Foundry, Leven, said they had three of the Electro-Metals 
two-ton electric furnaces at Braintree and one at Leven, and 
were perfectly satisfied with the results obtained. The whole 
thing came back to the personality of the person handling 
them. 

(To be continued.) 


CHAMBERLAIN & HOOKHAM v. SOLAR-ZAHLERWERKE. 

THE Birmingham Post reports that a judgment was given by 
the Anglo-German Mixed Arbitral Tribunal in London last 
week in the action by Messrs. Chamberlain & Hookham, 
Ltd., electrical manufacturers, of Birmingham, against the 
Solar Zàühlerwerke G.m.b.H., a subsidiary company in 
Hamburg, in which they held all the shares. (See Exec. Вғу., 
December 16th, 1921, p. 816.) 

Delivering judgment in favour of the claimants. M. Borel, 
president of the Tribunal, dealt with the contentions of the 
German Clearing Oftice, and said it was clear that, both in 
English and in German law a company was a legal entity dis- 
tinet from its shareholders, and that in the event of a liquida- 
tion of the German company before the war the claimants 
could onlv have ranked as creditors, and could not have 
claimed the whole assets as shareholders. Оп the point of 
nationality, both the Treaty of Peace Orders 1919 to 1991 and 
the corresponding German orders of August 31st, 1919, and 
April 13th, 1920, defined “© nationals " of any State as includ- 
ing any company or corporation incorporated therein according 
to the law of that State. On this point also the contentions 
of the German Clearing Office failed. There were certain 


items in dispute, and on some of these the claimants had 
given way. There would be judgment for the claimants for 
£20,438 and £100 costs. 


British Тномзѕох-Носѕтох Co., Lrv., v. СоңохА LAMP 
WORKS, LTD. 
Tur hearing of the above action was continued on February 
oui before Mr. Justice Astbury, in tne Chancery Vivision. 

PROF. Boys said he had read and considered the plaintitis' 
specification and the various documents that were rened upon 
in detendants’ particulars of objection. He also made one ur 
two calculations relative to the alleged infringing lamps, and 
he had tried to seal in a wire according to the plaintitis’ speci- 
lication. He had also considered the alleged prior users. 

SIR А. CoLEFAX, K.C., for plaintills, askea the witness to 
take it from him for the purpose of bis questions that there 
were two elements in the plaintiffs’ invention which were 
combined; one, the feature of proportioning а composite wire 
so as to get the same co-efficient of expansion as that of glass; 
and the other, the feature of taking a metal for the outside or 
coating whose oxide was soluble in glass at a relatively low 
temperature. Do you, asked counsel, find in any of the prior 
documents that combination disclosed ? 

i Pror. Boys said he did not find that combination in any of 
em. 

At the date of plaintiffs! patent was there any common 
knowledge which would have led one to proportion a compo- 
site wire in the way in which the plaintiffs’ specification does? 

No, it is a new subject; it was not known or discussed 
before. 

Dn. OTHO OBERLANDER gave the results of certain tests he 
had made with ten of the alleged infringing lamps and ot 
analysis of the defendants' wire. 

Mr. E. A. GIMINGHAM, technical director of the Ediswan 
Electric Co., Ltd., said that for a long time it was thought 
essential, in order that they might make a successful seal, 
that they should use a platinum leading-in wire, and they 
always used platinum until they had this substitute. Plati- 
num and platinum-coated wires were universally used down 
to the date of the plaintiffs patent. His company had manu- 
factured millions of lamps with copper-clad nickel-iron wire. 

On February 9th Sir А. Corkrax, K.C., summed up the case 
for the plaintiffs, and said their specification was & clear and 
well-drawn document. At one time the issues would narrow 
down to want of subject matter, and he confessed he was in 
some difficulty to know what the issues between them were. 

Mr. Frost (for defendants) said they were not going to 
rely on the first three of the particulars of insufticiency. 

SIR A. СоЕЕАХ said in that case the defendants were 
apparently still to place some reliance on the last particular, 
which was a very curious one: ‘* No directions are given as 
to whether the expansion of the wire is to be measured in a 
radial or longitudinal direction." The short answer was that 
one did not measure the expansion in any direction at all. 
One would construct a wire in accordance with this specifica- 
tion. He (counsel) submitted that the mere measurement of 
the expansion in length. was not that which should be con- 
sidered. j 

SIR AnTHUR next addressed the Court on the issue of in- 
fringement, and contended that the lamps, twelve in number, 
sold by the defendants, fell within the claim in plaintiffs’ 
specification. 

His LorpsHir was not at present troubled with any of the 
anticipations, but the thing that did trouble him was the con- 
struction of the specification with regard to claim 3. Claim 1 
incorporated the proper co-eflicient of expansion; claim 2 ex- 
pressly claimed a coating of copper provided they had got the 
combination of claim 1, but claim 3 simply claimed a core of 
tungsten and a sleeve of copper, and it did not say that it had 
to be proportioned as in the patent. 

Mr. Frost (in the absence of Sir Duncan Kerly, K.C.) 
opened the case for the defendants. He said the issues were 
subject matter and infringement. Before this patent, wires of 
nickel-iron core covered with platinum were known and 
worked, and he submitted that at the date of the patent 
defendants had a perfect right to take that wire and substitute 
for the platinum something else which was known to have the 
property of getting the wire to stick. 

His LonpsuiP said that certain alternatives to platinum were 
suggested, but there was not a single document in this case 
which suggested that one could take off a platinum covering 
from a composite wire and substitute the very thing that 
platinum was used to avoid. | 

Mr. Frost said the queston was whether the inventor m 
this case was the first man to place at the disposal of the 
publie the free and unfettered use of metal whose oxide wis 
soluble as a means of sticking glass on a composite wire. If 
he was not. then he could not have his natent. 

The hearing was adjourned till Februarv 14th, subject to 
the finishing of another case fixed for that day. 


Is aN Evectrtc Truck А JAGAT LOCOMOTIVE? | (CORRECTION.) 


IN a report under the above heading, in our issue of February 
3rd, we referred to a firm called '' Electrical Vehicles, Ltd." 
Our report, as already stated, was taken from the Manchester 
Guardian, which should have given the name as '' British Elec- 
trical Vehicles, Ltd.” 
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BRITISH THomson-Houston Co., Lro., v. B.T.T. ELECTRIC 
LAMP ACCESSORIES Co., LTD. 


Mr. Justice Eve, in the Chancery Division on Friday, 
¿ranted an injunction to the British Thomson-Houston Co., 
Ltd.. restraining the B.T.T. Electric Lamp & Accessories Co. 
tom supplying 4-watt-type lamps (which it was alleged were 
v infringement of the former's letters patent) until further 
order. 

"ir ARTHUR Corkrax made the application on behalf of the 
British Thomson-Houston Co., and his motion was opposed by 
Sir Duncan Kerly, on behalf of the B.T.T. Co. 

Sir ARTHUR explained that the patent wus the subject of 
litigation between the present plaintiffs and the Corona Lamp 
Works, Ltd., which subsequently went to the House of Lords. 
iheir Lordships’ decision had been given in favour of the 
plaintiffs, supporting the patent and holding it to be valid 
and to have been infringed. : 

With regard to the present action, 1t seemed to him that the 
infringement was in fact admitted. What the defendants said 
was that if certain facts were proved it would be held that 
the patent was invalid. It was not said that the facts could 
be proved, although the question raised was merely that of 
validity, which had been m question for eight years before 
being held to be valid after very protracted litigation. It was 
also said by the present defendants that the patent had been 
declared valid on the assumption that a discovery, on which 
it was based, was new, whereas they said 16 was not. With 
regard to that, Sir Arthur pointed out that he had himself 
}rotested against the subject-matter of the patent being re- 
sarded upon any such limited basis, and on that their Lord- 
snips had been in his favour. They had looked at the patent 
irrespective of whether it was new or not. ; 

Passing to the facts of the present сазе, Sir Arthur ех- 
lained that defendants had an advertisement in the EFC- 
писа, Review of September 30th, 1921, in which they said 
they had branches in all parts of the country and offered 
Duteh 4-watt-tvpe lamps for sale. On October 14{һ they said 
in another advertisement that they had the largest stock of 
any lamp manufacturers in the United Kingdom. In Decem- 
ber the plaintiffs inserted an advertisement referring to the 
House of Lords’ decision. ‘That was followed by one from 
the defendants on January 6th, 1922, repeating their previous 
advertisement with soine alterations. They there announced 
an arrangement they had made with the Stella Lamp Works 
lor the latter in future to supply 4-watt-type lamps. 

Sir ARTHUR then submitted that such action was an infringe- 
inent of the patent, and asked for an interlocutory injunction. 

Su Duncan kERLY, for the defendants, observed that the 
patent had been granted as long ago as 1913, and а great trade 
had been built up, which the plaintiffs now asked his Lordship 
to say must be summarily stopped without any further trial. 
Furtherinore, the plaintiffs had waited for six weeks after the 
decision of the House of Lords before taking any action 
a;ainst the defendants. The advertisements were before them 
before. that decision was reached, and counsel thought that 
in those circumstances this was not a case where the matter 
should be brought to a point which might be disastrous to 
the people he represented. 

‘It was a practice of the Court, continued Sir Duncan, 
in circurnstances such as these not to make an order where 
the validity of the patent was really going to be contested. 
In the previous action the whole argument on the subject- 
matter was the alleged discovery made by Dr. Langmuir. ‘The 
defendants. had now discovered that that alleged discovery 
had been published before the date of the specification in 
question. He (Sir Duncan) had not been able to make use 
of that fact in the arguments of the old case, but he was 
now in a position to submit to the Court that it would have 
made an appreciable difference in the way the whole matter 
had been looked at. Documents would show that the alleged 
discovery was not new. On those grounds he contended that 
no order should be made. 

His LonpsuirP said he had no evidence before him that the 
vranting of an injunction. would cause irreparable damage to 
the defendants. In the absence of such evidence he could not 
interfere. with the ordinary practice of the Court in such cases. 
[here would therefore be an injunction granted until further 
urder. 


CYC-ARC AUTOMATIC ELECTRIC WELDING. 
Discussion AT MANCHESTER. 


Tur paper on the above subject, by Messrs. I. J. Steele and 
H. Martin (an abstract of which appeared in our issue of 
December 9th, 1921) was read by Mr. W. J. Scott at the meet- 
inv of the North-Western Centre of the INSTITUTION OF ELEC- 
тисе, ENGINEERS at Manchester on January Ath, both authors 
having been stricken with influenza. Mr. Scott gave a prac- 
tical demonatration of the process, but at the request of the 
authors the reply to the discussion was postponed. 

Mn. L. MILLER regarded the production of the Cyc-arc 
apparatus as a distinct step in the progress of electric welding; 
it eliminated the human element very well. The authors had 
made very complete tests on the welding of studs, and were 


in a position to provide very accurate information on those 
conditions. The timing apparatus was quite good, and could 
not be greatly improved. With regard to the type of generator 
described in the paper, the authors would agree that he 
had demonstrated to them that quite as good results could 
he obtained at much less cost with a simple compound-wound 
generator with a reversed series winding. ‘The use of that type 
of generator slightly simplified the apparatus and, at the saine 
time, had very great advantages when very heavy currents 
were required. 

Мк. ANDERSON doubted whether the authors would get old- 
fashioned mechanical enyineers to look with any degree of 
favour upon their system for the welding of studs. Among 
mechanical engineers generally there was a great objection to 
the use of electricity in making mechanical connections. So 
fgr as the apparatus was concerned it was designed very well 
indeed, and there was a great future for it. 

Mr. А. B. FELD, in connection with the weldipg of dissimilar 
metals, thought brazing was the correct term ‚апа referred 
to the work done by Chubb in the States about 1912 or so. 
He was able to weld aluiniuium and copper, and the speaker 
thought he also welded lead and platinum—metals with ‘very 
dissimilar melting points—by simply giving a very rapid con- 
denser discharge through the contact. That had not become 
very well known in this country, but it had been used a goad 
deal for smal] work. 

The CHAIRMAN invited Prof. Stonev to express an opinion on 
the application of the system to the welding of turbine blading, 
but Pror. Stoney did not think any possible system of welding 
was absolutely reliable, and for turbine blading absolute relia- 
bility was essential, 

Mr. Rosson pointed out that. in connection with the bond- 
ing of railway lines, one of the difficulties of the svstem would 
be the amount of apparatus which appeared to be necessary. 
If a railway line was going to be electrified, of course the 
service had to be kept going all the time, and it was difficult 
to see how a petrol-engine generator and the apparatus ex- 
hibited could be brought alonyside, say, a viaduct. 

Mr. Binn’s point seemed to be that after the stud was 
welded the rail bond must be completed at a later time by 
some other method—either cold welding, or say. sweating. 

Mn. BrAKEMAN said, with reference to the special magnetic 
generator mentioned bv the authors, it would appear to be an 
auto-connected single-armature generator set. and he wanted 
to know whether thev could give any definite figures regard- 
ing the power taken by that machine. 

The CHAIRMAN, in conclusion, explained that Mr. Scott had 


‚ himself been associated with the development of the process. 
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CANADIAN NOTES. 
(FROM OUR SPECIAL CORRESPONDENT.) | 


In spite of the strong recommendations of the International 
Joint Commission regarding the early development of the 
power of the St. Lawrence River, it is not likely that any 
real action will be taken for some time, because New York 
State has already planned and organised strong opposition to 
the scheme as being too expensive, unnecessary, of little 
value, and generally unsound. 

If the scheme does go through, Canada, for some few years, 
will of necessity have to find a market for the enormous 
quantity of power developed, in the North-Eastern United 
States, and probably will be able to do so without serious 
difficulty, as this territory includes, within transmission dis- 
tance of the power sites, à very considerable portion of the 
'" Super-power zone," which embraces the most highly-indus- 
trialised section of the United States. The dithculty con- 
fronting Canada, in the event of power being exported on a 
large scale for several years, will be to keep this power 
back for use in. Canada when it is required, as, in time, it 
undoubtedly will be; notwithstanding short-term agreements 
to the contrary it would not be easy to withdraw the power 
from the United States. 

The development of 650,000 h.p. by the opening of the 
Queenston-Chippawa undertaking is a great engineering 
achievement, and there can be no doubt that, by having this 
power actually available for use South-western Ontario will 
become a great industrial centre during the next few years, 
because it now possesses an abundant supply of power which 
can be readily transmitted over an area having a radius of 
250 miles, power which will be sold at cheap rates. 

Canada has, however, still a long way to go before all her 
water-powers are fully developed, for, according to_recent 
data published by the Water Powers Branch of the Depart- 
ment of the Interior, there is available 18,255,000 h.p. at 
ordinary minimum flow, or 32,076,000 h.p. at the estimated 
flow for maximum development. Out of this available power 
less than 2,500,000 h.p. is at present utilised. A curve pre- 
pared by the Water Powers Branch to indicate, on the past 
rate of increase, what will be the amount of development in 
the future shows that in 1936 the 92,500,000 h.p. will have 
become 5,000,000 h.p.: this is probably an under-estimate, 
since the rate of growth will almost certainly increase in the 
future. | 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serton-Jongs, О'Ошл. AND 
Steruans, Chartered Patent Agents, 285, High Holborn, London, М.С. 1. 


1922. 


2,396. ** Electrical relays." © Metropolitan-Vickers Electrical Co., Lid. 
January 26th. (United States, February 26th, 1921.) 

2,399. “ Magneto-electric machines." British Thomson-Houston Co., Ltd., 
and А. Р. Young. January 26th. 

2,400. “ Lightning arresters, &c.”’ British Thomson-Houston Co., Ltd. 


(General Electric Co.) January 26th. 

2,401. '' Electric incandescent lamps.’ 
(General Electric Co.). January 26th. 

2 " Electrical sorting machines for sorting perforated statistical, &c., 
cards," Е. R. Bull. January 26th. (Norway, November 25th, 1921.) 

: “ Electric wall plug." W. Gee. January 26th. 

2,430. ‘ Machines for coating current-conducting wires and cables with 
asbestos, cotton, &c." F. Chiantore. January 26th. 

2,438. '' Thermionic valves for wireless. telegraphy, &c."' 
S. R. Mullard, and L. G. Preston. January 26th, 

9,458. “ Electrice egy-tester." G. F. Evans. January 27th. 

2,479. “Ignition devices." К. Bosch Akt. Ges. January 27th. 
January 29th, 1921.) 


British ‘Thomson-Housten Co., Ltd. 


H. G. Hughes, 


(Germany, 


2,000. “Sparking plug." N. H. Russell. January 27th. 

2,511. “ High-tension transformers." E. Haefely et Cie. Akt. Ges. Janu- 
агу 27th. (Switzerland, February 9th, 1921.) А 

2,513. “Synchronous telegraphic systems." J. V. Foll and Western Union 
Telegraph Co. January 27th. 

2,915. “ Pvrometers;" British Thomson-Houston Co., Ltd. (General Elec- 


tric Со.). January 27th. | 
2,516. ''Current-conducting scals for electric apparatus." 
son-Houston Co.. Ltd. (General Electric Co.). January 27th. 


British Thom- 


2,517. ‘ Telephone systems." G. Deakin and Western Electric Co., Ltd. 
January 27th. 
2,521. * Telegraph transmitters." J. V. Foll and Western Union Telegraph 


Co. January 27th. 


2,523, '* Electric propulsion of ships." C. C. Garrard and А. Н. Railing. 
January 27th. 

2,525. “ Eleetrical foot warmers for vehicles." I. Panza, January 27th. 
(Italy, January 3151, 1921.) 

2,536. '' Radio-recciving systems.” Ges. fur Drahtlose Telegraphie. Janu- 
ary 27th. (Germany, January 31st, 1921.) 

2,560. “Incandescent electric. lamps." General Electric Co., Ltd. Janu- 
ary 27th. (Germany, February 4th, 1921.) 

2,981. “ Method of signalling and telephoning without special conductors.” 
H. Green. January 28th. 

2,589. “ Electric sound-producing horns." T. S. Rogers. January 28th. 
9,592. *'' Boxes for carrying electric us A. H. Stevenson, January 28th. 
2,620. “ Tuned wave transmission." F. D. Maclean. January 28th. 
2,632. '' Electric signs.” L. G. W. Guest and H. O. Merriman. January 
28th. 

2,641. '' Electric lamps." A. MacCallum, January 28th. 

2,076. “ Windings of electrical coils." U. Beaton and C. B. Kersting. 
January 30th. 

2.086. " Relay or magnetic circuit for relays, &c." W. J. Minton. Janu- 
ary 30th. 

2,689. '' Apparatus for ascertaining and indicating capacity of electric 
accumulator.” P. J. Gumbley. January 30th. 

2,698. '' Electric lamp bulbs." E. A. Hailwood. January 30th. 

2,699, ‘Junction box, &c., for low-tension electric circuits of motor cars or 


telephone bells, &c." L. Bussereau and К. Thorne. January 30th. 


2,706. “ Electromagnetic overload circuit breakers.“ KF. Krupp Akt. Ges. 
January 30th. (Germany, February 24th, 1921.) 

2,712. “ Ignition starting devices for magnetos." — V. Boscato, January 
30th Я 


2,717. “ Electric incandescent lamps.” R. Cavedoni and E. Marinelli. 


January Wth. 


2728. “ Electrodes for electric arc welding." A. C. Hyde. January 30th. 

2,735. "' Electric fires, &c.” Electric Fires Ltd., F. L. Newhouse and C. Н. 
Smith. January 30th. 

2,736. * Telephon: systems," Siemens & Halske Akt. Ges. January 30th. 


(Germany, January 3{st, 1921.) 


2,738. “ Automatic clectric switching systems.” H. Baron (F. Aldendorff). 
January 30th. ON 
2,748. '' Electrodes for welding, &c.” H. D. Lloyd, Whitecross Co., Ltd., 


and W. W. Wilson. 
23,757. “ Galvanic batteries." G. Oldham and J. Oldham. January 30th. 
2,762. “ Voltage regulator for electric alternating circuits." Johnson and 
Phillips, Ltd.. and H. M. Lacey. January 30th. 
2,764. ` Induction train control systems," J. В. Regan. 
2,769. '"Dynamos." А. D. Mackenzie. January 30th. 
2,778. ''Electrically steering movable objects at a distance." Soc. Indus- 
trielle des Procédés, W. A. Loth. January Sth. (France, October l2th,. 1921.) 
2,782. '' Connecting insulator for high voltages." — Allgemeine Elektricitats 
Ges. January 30th. (Germany, January 31st, 1921.) 


January 30th. 


January 30th. 


2,785. “ Electric controllers," L. Satchwell. January 30th. 

2,791. '' Electric resistances." E. S. Gray. January 3lst. 

2,797. “ Electric switches, switch fuses, &c." Н. E. Sutherland. January 
Jlst. 

‚798. '' Electric switches, switch fuses, &c. Н. E. Sutherland. January 
31st. 

2,824. '' Electrically-operated stop motions for textile, &c., machines." R. 
H. Derry. January 3lst. 

2.828. '' Head lights." J. H. Sutherland. January 316. 

2,855. '' Electric generator field regulators, &c." H. C. Hodges. January 
31st 


B. Swift. January 3lst. 

2,870. “ Methods of making articles of silica.” 
Co., Ltd. (General Electric Co.). January 3lst. 

2,871. '' Protective devices for enclosed electrical apparatus.’’« British Thom- 
son-Houston Co., Ltd., and F. H. Clough. January 3lst. 

2.885. ‘ Burglar, &c., alarms." W. Slatter. January 3Ist. 

9.897. '' Thermo-electric pyrometers." Birmingham Small Arms Co., Ltd., 
and A. R. Page. February Ist. 

2.930. “ Electric heating and cooking." W. B. 
(Australia, February 5th, 1921.) 


British Thomson-Houston 


Topp. February lst. 


2.9034. “ Electric switches." Cable Accessories Co., Ltd., and F. H. Reeves. 
February Ist. 

2.935. “ Electric switches." Cable Accessories Co., Ltd., P. W. Davis and 
F. H. Reeves. February Ist. 

9.936. * Electric switches." Cable Accessories Co., Ltd., P. W. Davis and 
F H. Reeves. February Ist. 

2.940. “ Electric current collectors for tramways, &c." W. H. Clinkard 
and E. Nicholis. February lst. 

2,952, *' Accumulators." H. Leitner, February Ist. 

2,983. “ Electric transformers." English Electric Co., Ltd., J. W. Howaid 


and J. A. St. C. Richardson. February Ist. 


2.964. '' Receiving apparatus for wireless telegraphy and teléphony." G. F. 
Auckland. February lst. 

2.967. '' Telephone systems." Automatic Telephone Manufacturing Cu., 
Itd. February Ist. (United States, February 19th, 1921.) 

2.973. ,'' Head lights of motor vehicles, &с.'' N. Barraclough, A. Bowman 
and J. F. Faulkner. February Ist. 

2.976. '' Magneto-electric machines." British Thomson-Houston Co., Ltd., 


and A. P. Young. February Ist. 
2,977. '' Electric circuit controlling devices.” P. G. Broom. February Ist. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1919. 
16,712. “ Microphones or telephone transmitters.” J. M. Furnival. October 
Wth, 1920. (174,03J.) 
2920. 
10,831. “ Thermal switches for electrically-heated apparatus." F. W. В, 
lee und E. К. Lee and V. F. Н. Golledge, October 2uth, 1920.  (174,094.) 
19,188. '' Electro-hydraulic steering apparatus." San Giorgio Suc. Anon 
Industriale. September 17th, 1918. (147,145.) 
13,569. '' Device for strengthening telephone currents and other electrical 


oscillations.” Schuchhardt Berliner 


Fernsprech 
May 14th, 1917. (Addition to 147,579.) 


Und Telegraphenwerke F. 
(148, 182.) 


20,032. "© Reception of continuous electric oscillations." Ges. Fur Drahtlose 
Telepraphie, October loth, 1915. (148,182.) 

20,202.  '""Cableway cranes.” K.  Dittlebach. December 30th, 1918. 
(145,344) > 

20,308. '' Electric high-frequency signalling." A. van T. Day. July 17th, 
1916. (148,380) 

20.304. '' Receiving device for submarine sound signals with a receiving 


member abutting on the water and a detecting device." Signal Ges. August 


lUth, 1917. (Addition to 147,947.) (148,417.) 

20,032. '' Apparatus for rhythmically influencing electric waves produced 
by cathode tubes." Dr. E. F. Huth Ges, and Dr. L. Kuhn. April 3rd, 1919. 
(145,501.) 

20,035. “ Switching arrangement for wireless signalling, particularly 4or 


aeroplane sets," Dr. Ll. F. Huth Ges. September Bth, 1916. (145,804.) 


20,483. “ Electromagnetic wave-receivini arrangements." Ges. fur Draht- 
lose Telegraphie. February 8th, 1916. — (148,992) 

anit t Wireless telephony." Dr, E. F. Huth Ges. December 31st, 1917. 
(149,011. 

20,928. “Installation for the operation of Rontgen tubes." Dr. S. Loewe. 
March 5th, 1919. (149,013.) 

20.929. "' Arrangement of connections for generating and receiving elec- 


trical oscillations." Dr. E. F. Huth Ges. May 2nd, 1919. (149,014.) 


` 20,934. '' Method of connection to produce oscillations with vacuum tubes.” 
Dr. E. F. Huth Ges. and Dr. S. Loewe. July 16th, 1917. (149,195.) 


20,936. “ Antenna for wireless telegraphy.” Dr. E. F. Huth Ges. and B. 
Rosenbaum July 14th, 1915. (139,197.) 

20,937. '' Connection for sending and receiving electric waves." Dr. E. F. 
Huth Ges. October l3th, 1917. (149,198.) 

20,950. “Combined wireless transmitting and receiving arrangement." 
Dr. E. F. Huth Ges. December 15th, 1917. (149,209.) 

20,458. * Electric discharge vessels." Dr. E. F. Huth Ges. December 29th, 
1917. 149,211.) 

20,961. ©“ Wireless telephone transmitters. Dr. S. Loewe. October 29th, 


1918. (149,214.) 

20,902. * Arrangements for the combined transmission and 
of wireless signals.” Dr. E. F. Huth Ges. and B. Rosenbaum. 
1917. (149,215.) 

20,993. © Process for wireless telegraphy and telephony." Dr. E. F. Huth 
Ges., B. Rosenbaum, and Dr. S. Loewe. August 18th, 1917. 4149.235.) 

20,9335. ': Thermionic receiving apparatus for wireless signalling." Dr. S. 
Loewe. April Isth, 1918. (149,237.) 

21,003. '' Fhermionic receiving systems for wireless and wired wireless sig- 
naling.” Dr. E. F. Huth Ges October 13th, 1917. (149,240.) 


reception 
August 25, 


21.060. “ Vacuum tube," Dr. S. Loewe. April 20th, 1918. (152,311.) 

26.043. ‘* Mounting clips for electric. switchgear.” W. J. Line and J. H. 
Tucker & Co., Ltd. September 10th, 1920. (174,118.) 

27,709. '' Negative resistance devices particularly for electro-magnetic wave 


systems and the like." J. 
l.td. September 90th, 1920. 
tion not granted.) (174,134.) 
27,932. “Induction furnaces.” W. C. Heraeus Ges. and W. Rohn and 
Stahlwerke R. Lindenburgh Akt. Ges. May 19th, 1920. (163,270.) 


Scott-Tagpart and Radio Communication Co., 
(Cognate application 17,839/21.) (Patent of addi- 


28,387. "'' Electric switches." F. Painter and G. Н. 14е. October 7th, 1920. 
(174,137 .) 
28,972. “ Electron discharge devices for use as valves or oscillators.” 


british Thomson-Houston Co., Ltd. (General Electric Со.). 
1920. (174,149.) 
24,997. “ Electric starters for internal-«ombustion 
(Neumaver Akt. Ges, F.). October 13th, 1920. 
(152,350.) 


October 13th, 


engines." R. Hadden 
(Convention date not granted.) 


29,225. *'' Brush-pear for electrical machinery." W. H. Glaser, A. L. 
Wickens and W. H. Glaser, Ltd. October 15th, 1920. (174,163.) 

29,530. '' Device for testing the electric ignition of internal-combustion 
engines." V. F. M. Oliver. October 19th, 1:220. (174,185.) 

29,639. “ Searchlight and other projectors." Sir C. A. Parsons, E. Bennett 
and H. Rowe. October 20th, 1920, (Addition to 152,728.) (174,192.) 

30,002. '' Drop electric lamps." H. E. Hadwen and H. Willis. October 
23rd, 1:20. (174,202.) 

30,146. '' Method of operating vacuum tubes," E. Schaeffer. August 26th, 
1919. (153,002.) 

30,147. “ Method of operating vacuum tubes." E. Schaeffer, October 24th, 
1919. (Addition to 153,002.) (153,003.) 


30,984. '' Electro-magnetically-operated circuit-controlling devices." [granic 
Electric Co., Ltd. (Cutler Hammer Manufacturing Co.). November 2nd, 1920. 
(174.223) 


31,371. “Call distributing arrangements for telephone plants." С. A. 
Betulander. November 22nd, 1919. (154,582.) 
31,833. *' Loose-handle electric circuit breakers, current limiters, overload 


releases, prepayment meter switches, and the like." R. Amberton and E. N. 


Bray. November 10th, 1920. (174,242.) 
32,589. *'' Alternating current relays.” McKenzie Holland and Westinghouse 


Power Signal Co., Ltd. August 6th, 1920. (167,446.) 


1921. 


372. ''Renewable electric fuses.” A. L. Eustice. 
(156,496.) 

657. ** Fusible cut-outs and distribution fuseboards for electric circuits.” 
h С. Hodges. January 6th, 1921. (174.279) 

1,679. © Electric systems of ship propulsion and the like." Soc. des Ateliers 
de Constructions Electriques du Nord et de l'Est. May 25th, 1915. (158.238) 

7,889. '' Means for supporting thermionic valves." А. R. Taylor. March 
12th, 1921. (174.298.) 

9.107. ‘* Casings for voltmeters, ammeters, and similar instruments." Tubes, 
Ltd., and E. W. P. Lines. March 24th, 1921, (174,299.) 

14,318. ''Low-voltage protective circuit-«ontrollers." Igranic Electric Co., 


Ltd. (Cutler Hammer Manufacturing Co.). May 23rd, 1921. (174,304) 
24,765. '' Thermionic transmission systems for wireless telephony." M. 
Latour. November 20th, 1916, (Divided application on 19,760/20.) (169.442.) 
26,802. '' Apparatus for the influencing of electric waves produced by 
cathode-tubes, and more especially for telephony without wires or along 
wire.” Dr. E. F. Huth Ges. and Dr. L. Kuhn. December 2nd, 1919. 
(Divided application on 148,801.) (Addition to 148,801.) (170,013.) 


29.2992. “ Submarine signalling.” R. A. Fessenden.. March 23rd, 1918. 
(Divided application оп 18,307 /20.) (171,103,) 


March $lst, 1919. 


21922. 


421. '' Electric high-frequency signalling." A. Van T. Day. January 25th, 
1919. (Divided application on 148,380.) (174,312) 
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THE F.B.I. ON COSTS OF PRODUCTION, 


As readers of the ErEcTRICAL Review are already 
aware, the Federation of British Industries released to 
the Press, on February 10th, a Report on the '' Earn- 
ings of Labour and Costs of Production," drawn up by 
the Production Cost Sub-Committee of its Trade Depr es- 
sion Committee. 

The Sub-Committee has reported upon the state of 
things existing before the war, the changes brought 
about since the outbreak of war, the post-war boo, 
the slump, and the causes of the present depression. It 
has, further, gone into the relations between wages and 
production costs, the cost of living, and profits, and has 
dealt with several economic fallacies which are periodi- 
cally refuted, only to raise their heads again in some 
other quarter. 

The Report does not appear to agree that the standard 
of living of the working classes before the war was 
unduly low, and draws comparisons between the state of 
things then and that which obtained in the early years 
of the nineteenth century. Although we hear much 
from older folk about ‘‘ the good old times,” it is cer- 
tainly true that the condition of the workers at about 
the time of the Napoleonic wars was deplorable. 
hours, low wages, child labour, the employment of 
women in unsuitable occupations, wretched sanitary 
conditions—even the most scanty acquaintance with the 
advances-made in the past hundred years must make one 
thankful that one did not live in those davs. These ad- 
vances were due, in the main, to the development of the 
use of machinery in industry, rendered possible by the 
invention of the steam engine. This, together with the 
development of food production consequent upon the 
opening up of new countries, brought about a state of 
plenty, and consequent cheapness, which would have 
seemed incredible to our ancestors of a hundred years 
ago. It is at once seen from this sequence of events that 
the improvement in conditions was directly due to, and 
arose out of, low production costs, and plenty of every- 
thing. Great britain was enabled to export manufac- 
tured articles, to become a wealthy nation, and to invest 
great sums abroad. 


Long 


When the war broke out and our sources of raw ma- 
terials were cut off, and our labour was all taken up in 
the production of destructive apparatus, it was no 
longer possible to pay for our imports with manufac- 
tured goods, and our invisible exports, the services 


‘rendered to the world by our merchant shipping, were. 


interfered with. It therefore became necessary for the 
country’s foreign investments to be disposed of, in order 
to pay our way. This impoverished the nation, just as 


those who live bounteously upon their seed corn or seed 


potatoes impoverish themselves, and do away with their 
future earning capacity. 

If this is what happened to a successful belligerent, 
and to a country which was not invaded, it is clear that 
countries like France and Belgium, which were invaded, 
and also the nations which were on the losing side. must 
Hence the export market, as ‘all 
trades know, is practically non-existent. . 
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In this period of scarcity of everything except paper 
money, the opportunity was taken to shorten the 
working week, and to revive and strengthen trade union 
regulations having for their object the restriction of out- 
put. That is to say, regardless of the lesson of the pre- 
vious century, it was sought to maintain a falsely pros- 
perous condition of things by making everything as 
dear and as scarce as possible, instead of as cheap and 
us plentiful as possible. 

The Report ascribes the depression to three great 
underlying causes: ‘‘ (1) lack of balance in the world's 
markets, with consequent general under-production ; (2) 
unsound government finance resulting in chaotic ex- 
changes; and (3) in certain countries the low ratio of 
output to wages. The burden of all of these is the 
same—high production costs, leading to scarcity and 
dearness. The Federation, having adopted the Report, 
may be taken as approving the remedies suggested. On 
the first point more can be done by Governments in a 
negative way than otherwise; ''for example, by modi- 
fying the reparation payments in such a way as to make 
the least possible disturbance of the world's trade and 
by removing hampering restrictions upon commerce."' 
As to this, what else has the ELECTRICAL Review been 
preaching in season and out of season ever since the 
Versailles chaos became public knowledge? This 
eminently sane utterance, coming with the authority of 
the F.B.I., should have its influence upon the public 
opinion of Great Britain and her Allies, and upon the 
Governments of those nations. The policy of a certain 
past president of the Federation, who believed it would 
be advantageous to accept payment of the indemnity in 
German electrical manufactures, is personal to himself, 
and finds no echo in the Federation's official pronounce- 
ments. 

On the second point, the strictest national economy is 
enjoined, and we may here observe that the Press cain- 
paign in favour of personal extravagance 1s unwhole- 
some. Now, as during the war, personal economy is 
necessary as & habit of mind. 

The Report goes on: ‘‘ The third problem is less world- 
wide, but, so far as our own position is concerned, its 
solution is & necessary preliminary to the restoration of 
normal trade conditions. This involves the raising of 
output per head in the United Kingdom to a level at 
least as satisfactory as that attained on the Continent 
of Europe, and can only be secured by better concen- 
tratioh on the part of workpeople and improved organi- 
sation on the part of their employers." In other words, 
all must still strive after efficiency. An increase of out- 
put per man-hour of labour applied cheapens manufac- 
turing costs immediately, and it would be palpably 
absurd to pretend that the workers are doing their best 
to-dav. How often does one see a gang of a dozen men, 
with two or three working and the rest standing looking 
on! Of course, Army methods did nothing to improve 
the natural aversion of the British workman to personal 
effort. The custom of sending a platoon to do what half 
а dozen men could have done more effectively naturally 
encouraged the practice of standing about instead of 
getting at it. Тһе workman himself has lost a large 
amount of personal efficiency through the war, and the 
restrictive methods of the unions, upon which we have 
commented frequently, is a very effective curb upon a 
too great exuberance in the individual. 

But the sting of the Report is in its tail, for '' it may 
be necessary to go further (an increased output per 
head), and for the workers to be prepared to accept a 
money wage which may, until business revives, give them 
à lower standard of living than that which prevailed 
before the trade depression set in, or even than their 
pre-war standard.’’ The italics are ours. 

Now, frankly, we are not convinced of the necessity 
for this. "There is something to be said for a variation 
in money wages which shall follow the cost of living, 
though in saying this we must not be taken as accepting 
the preposterous index figure, which indicates a fall of 
four points between December 318+ and the middle of 
February, when almost every commodity has slightly 


risen in price. The standard of living of the American 
worker is popularly supposed, not to say vaunted, to 
be better than that of the British worker. His efficiency 
and output are stated to be higher. His money wage is 
certainly higher, and here we touch the crux of the whole 
matter. The wicked policy of the cutting of piece rates, 
of fixing an upper limit to remuneration, so long fol- 
lowed, preached, and defended by the administrators of 
our industries, and only reluctantly abandoned under 
extreme pressure (if indeed it has been entirely aban- 
doned even now) is responsible for the distrust felt by 
the working class towards the employer class. Pay the 
worker for what he turns out, even if he earns twenty 
pounds & week, and he will be at least more inclined to 
work than if he feels he can never get more than three 
or four or five pounds. Such a policy directly feeds 
the fallacy of the “© lump of labour,’’ to which the Report 
alludes. The amount of work to be done is not limited. 
and the reward to be gained is unlimited too. But if 
effort be limited, reward will be limited, and if reward 
be limited, effort will be limited, thus giving us a vicious 
circle from which escape is only possible by enthusiasm 
for work on the part of all. It is the workers’ duty to 
work ; it is the emplovers’ duty to find the work. These 
duties carried out, a8 we have said, with enthusiasm, 
the rest follows naturallv. 


One frequently encounters the 

Christianity opinion that in character the great 
and Industry. bulk of the population of these islands 
exhibits retrograde tendencies, that 

moral standards are low and moral susceptibilities 
weak, whilst our attitude toward spiritual concerns is 
one of deplorable indifference. We suppose it always 
was so. It may be very misleading, however, in any 
age to deduce large and important conclusions 
from surface tendencies, and we certainly think it 
is unsafe to dogmatise with regard to the present state 
of the human mind and spirit either at home or abroad. 
We are temperamentally inclined to take encouragement 
from the good that is in our fellows and in our organisa- 
tions, and to believe that part at least of what sone 
regard as definite and permanent retrograde character- 
istics are but passing developments which are not to be 
wondered at when shackles of past days are breaking 
and progress is being made toward a freer, broader, 
and better life. It is not the British tempera- 
ment to wear one's religious belief upon the sleeve ; only 
in patches are these islands particularly emotional; but 
because they are mainly unemotional or undemon- 
strative it need not follow that they are irreligious 
or un-Christian, possibly quite the reverse may be the 
case. As а matter of fact, spiritual influences are al- 
ways quietly at work within our race, whether organised 
religion as such appears to be advancing or receding. 
but the terms religion and Christianity are far from 
being synonymous, and the latter is respected and re- 
vered, and we believe practised, by many whom the 
former term leaves cold and uninterested. We have 
innumerable organisations for the spread of religious 
teaching, and their influence on our common life is 
inestimable, as it affects the habits and characters and 
modes of thought of individuals in business and 
industry as well as in private and social relations. 
Herein, in our opinion, lies the strength of spiritual 
forces making for righteousness within the nation. If 
this is so, then, is there need for a ‘‘ National movement 
towards a Christian Order of Industry and Commerce ” 
such as is now announced, with the aim ‘‘ to rally men 
of goodwill in the administration of industry, com- 
merce, and the professions, for the application of 
Christian principles to industrial, commercial, and 
professional life’’? We have received a copy of its 
*' prospectus " with an explanatory statement, and an 
appeal for members and funds. It is held that the tre- 
mendous importance of the economio issues of to-day 
calls especially for & definitely Christian movement in 
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lusiness; the promoters include many well-known 
business and professional men, and they seek to find in 
{е Christian ethic, and in the principles of Christianity 
s generally understood, a practical guide and solution 
‘or the industrial unrest and disorder of our time. The 
erm * Christian principles °’ is used as referring to the 
auival teaching of Christianity and not in a specially 
iheological and ecclesiastical seuse—a precaution in 
which the promoters have been wise. Though it is felt 
tat” the Christian business man as such is still largely 
inarticulate,” it must not be imagined that he is neces- 
arily less influential as an individual Christian. Busi- 
ws men do not throw off their Christianity when they 
cmuence commercial and industrial operations on а 
Monday morning and resume the mantle on Saturday 
ening. Hundreds of thousands of them carry their 
principles into their daily vocation. We do not incline 
to Ше view that while to the rest of the world we profess 
ty be a Christian nation, we are altogether unchristian 
mour business, industry, and professions. So far as we 
an see, the present ‘enterprise "" seeks in the realm of 
economies to discover the golden lines of equity, justice, 
ind right, and to secure their acceptance as the basis 
d all future relationships. As this is in agreement with 
«much that has been written in these pages and has 
len written by many other authorities in book and 
pamphlet form, and has been said in so many publie 
yeeches advocating co-operation between all classes in 
mpreving the relations between employers and ein- 
poved, we'heartilv give our support to the movement. 
Whether the wood sense of the “nation is already 
lading us in that direction more surely than can 
this additional organisation one cannot say, but we 
iave a sort of feeling than it is so doing. Would not the 
main usefulness of the new Order lie in the spread of its 
principles among the uninformed rather than in search- 
mg for a new ** basis"? However, the offices of the 
National Movement towards a Christian Order of Indus- 
‘ry and Commerce are at 24, Great Russell Street, Lon- 
jon, W,C.1, and we recommend all our readers who are 
ations to help in the remoulding of industrial and 
vnmerceial life to write for a “© prospectus," which will 
ze then a great deal of very useful matter which we 
гате we have not room to publish. 


IN the course of his reminiscences at 
Mathematical the ].E.E. on Wednesday last, Col. 
Misconceptions. Crompton referred to the belief which 
used to prevail in the "70's, that the 
пета! resistance of a dynamo should not be less than 
uli the resistance of the external circuit, This may seer 
мапі to the present generation. It can easily be 
shown that if the e.m.f. is constant, the output of a bat- 
very in watts will be a maximum when the external resist- 
шге is equal to the internal resistance; the electrical 
` "есу will then obviously ve 50 per cent. If the ex- 
ternal resistance then be diminished, the efficiency will 
fall, as well as the output, although the current will 
 Uerease, and when the external resistance is zero, the 
 "hüency and output will be zero—assuming, of course, 
` пасте only e.m.f. in the circuit is that of the battery. 
Ви if the external resistance be increased the efficiency 
81 increase while the output falls off, until as the 
 ""ernal resistance approaches infinity the efficiency 
 "PProaches infinity and the output approaches zero. 
In the early days, when primary batteries were 
Пё customary source of electrical energy, it was im- 
Mrtant to secure as large an output as possible, and 
lis may have been the reason why so much emphasis 
- “a laid on the condition of equal internal and external 
stance; unfortunately, somewhat confused ideas pre- 
"ied when the dynamo was in course of evolution, with 
ihe result that electrical engineers went out of their wav 
? build armatures of high resistance when they should 
ave worked in exactly the opposite direction. 
In this connection we may draw the attention of our 
inger readers, who have been taught to “© differentiate 
'. 4nd equate to zero,” to the fact that while this process 
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indicates the condition for а maximum ог minimum, it 
does not give any guidance with regard to the shape of 
the curve in the neighbourhood of the point thus local- 
ised. Granted that a maximum value exists—it 18 
important to know whether a wide departure froin the 
point at which it. occurs produces much change in the 
dependent variable. Often it will be found that over a 
wide range no material change takes place, and, quoting 
the advice of the late Professor Perry, we would say: 
Plot the curve. Then one can see at a glance what 
weight should be attributed to the theoretical ‘ maxi- 
mum." | 


THE natural sentiment in favour of 

False economy in Government adininistration 

Economy. is, we think, leading the public—or at 

any rate a section of the Press—to take 

an unsound view regarding one portion of the Geddes 

Report. We refer to that which deals with the Depart- 
ment of Overseas Trade. 

It is impossible to regard the Conunittee as serious in 
its contention that to cut about £100,000 from the cost 
of the Departinent of Overseas Trade would be a real 
econoniy in a community whose very life depends upon 
its overseas business. In our view, the Committee is 
attempting to reverse the policy adopted at the insistent 
call of commercial men, and subsequently approved by 
far more representative Committees than Sir Eric 
Geddes and his co-executioners. The Committee pre- 
faces its recommendations with a statement to the effect 
that it is no part of the duty of a Government depart- 
ment to give specific assistance to the trades. Surely 
further consideration is needed before the country 
agrees to reduce to impotence a Department which has 
its parallel in almost every other country interested in 
export trade. Аз Was pointed out recently in these 
columns, the United States has placed Mr. Hoover—one 
of the most outstanding administrators of these times— 
at the head of its Department of Foreign Commerce, is 
greatly increasing its expenditure on the service, and 
is modelling the organisation on that of the British De- 
partment of Overseas Trade. Not only are the recom- 
mendations of the Geddes Committee inconsistent with 
those of the Cave and Faringdon Committees, but in- 
consistency is also revealed in its own proposals. 
Whilst it favours the retention of the Commercial 
Secretaries in foreign countries, it considers that the 
Trade Conuuissioners in the Dominions should be re- 
duced to two. Yet we are convinced that the latter have 
done their work well. Moreover, from the point of view 
of furthering British commercial interests, it 1s ав im- 
portant to station official representatives in Dominion 
markets as in any other. The Committee appears 
annoved because the Department was thanked by a 
correspondent for obtaining a reduction in the freight 
rate on Jaffa oranges. Though such annoyance is, per- 
haps, excusable on the part of men largely concerned in 
shipping, we think that electrical manufacturers will 
recognise with gratitude the assistance given by the 
Trade Commissioners in Australia and in New Zealand 
in certain cognate matters, viz., the tariff treatment of 
electrical goods. 

Another matter which claims attention in this connec- 
tion is the future of the Electricity Commission. The 
Geddes Committee recommends that the Ministry of 
Transport shall cease to exist as a separate Ministry, 
and that its functions shall be transferred to the Board 
of Trade, so that the Electricity Commissioners, if that 
course 18 followed, will come under the President of the 
Board. It will be remembered that the Act of 1919 
was worded throughout on that verv basis, with the 
exception that in Section 39 provision was made for 
the transference of the powers and duties of the Board 
of Trade to the Ministry of Transport. We strongly 
objected to the transfer, and we see no reason why it 
should not be reversed. That the Commission will be 
maintained in force, and strengthened with additional 


statutory powers at an early date, is assured by recent 
official utterances. 
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“EXIDE” BATTERY SERVICE. 


THE CHLORIDE ELECTRICAL STORAGE CO.S ORGANISATION. 


HirHERTO the sale of a manufactured article has gener- 
ally meant the termination of the relationship, if any 
really existed, between the manufacturer and the pur- 
chaser. However, the public is becoming impressed with 
the fact that the sale of an article should not only carry 
with it a lasting assurance of satisfaction, but that its 
manufacurer should endeavour to 
‘co-operate with the purchaser, either 
directly, or through his agent, in 
ensuring the usefulness of the article. 
That co-operation is nothing more 
or less than what is now referred to 
as ‘‘ service,” and a more striking 
illustration of service to the consu- 
mer than that relating to the 
‘‘Exide’’ automobile starting and 
lighting battery as rendered by the 
Chloride Electrical Storage  Co., 
Ltd., it would be difficult to find. 
The service originates at the fac- 
tory, a visit to which we described 
about two years аро,* and is world 


Battery service is in a different category to any other 
engineering service, because an accumulator is not 
merely a mechanical, or electrical, nor yet a chemical 
contrivance, but a complication of the three, and the 
qualifications required by an agent in order that he may 
give efficient service are rather special. It will, there. 
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wide; there are over 200 service sta- Fic. 1.—Tae Universa, Depot Sias. Ес. 2.—A 3-CELL, 6-vor T, MOTOR-CAR 


‘tions in the British Isles, in addition 
to depóts at many of the principal 
cities and towns in the following 
countries: Australia, Austria, Bel- 
gium, Burma, Central and South 
America, Denmark, France, Hol- 
land, India, New Zealand, Norwav. 
the Philippine Islands, Siam, South 
Africa, Spain, the Straits Settle- 
ments, Sweden, and the West Indies, 
whilst in Canada and the U.S.A. 
““ Exide” service stations have been 
established under the control of the 
allied company, the Electrical Stor- 
age Battery Co., of Philadelphia. 
They are not nierely garages or re- 
pair shops, but are well equipped 
for the sale, care, charging, and re- 
pair of accumulators under compe- 
tent supervision, and  motor-car 
owners who cultivate the habit of 
looking out for the sign illustrated 
in fig. 1 can be sure of obtaining the 
‘same service wherever they may be. 
The service is rendered without obli- 


gating the battery user in any way Fia. 3.—A Set or BATTERY PLATES. Ес 


and, be it noted, it makes no differ- 

ence what type of battery the car owner happens to be 
using, all makes can be cared for. If it is necessary 
to leave a battery at the depót for repairs, the owner is 
furnished with another which he can use until the work 
is completed. 

The latest Exide battery depót and showrooms to be 
opened are those in Shaftesbury Avenue, London ; a shop 
for the sale of accumulators on the lines outlined above 
‘is somewhat of a novelty, but the organisation of the 
‘service has reached such a point that successful results 
are bound to follow. There is no intention to supplant 
the trade or service agents, but rather to support them. 
All American motor cars are equipped with electric 
starters and lighting nowadays. and there will be few 
English cars this season that will not be similarly pro- 
'vided, and Continental manufacturers are following 
‘suit. "Therefore, battery service has to be as universal 
‘as their use, and emphasis should be laid upon the fact 
"that the Exide battery is made only in two places—at 
"Clifton Junction, near Manchester, and at Philadelphia, 
' in the U.S.A. ; but the two makes are precisely the same 
‘in every respect and are interchangeable. 


*ELEC. Rev., February 27th, 1920; p. 259. 


BATTERY. 


æ Уҹ 


е, 


НЯ | 


dum. 


lo owe ae ae 


. 4.—AÀN ExipE BATTERY. 


fore, be appreciated that the organisation of a servi- 
of this description has taken years—the work has be 
slow, but it has now reached the stage where reliance ci 
be placed upon it. 
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ae of camden Dry Batteries in the U.S.A.—With the pt. 
pose of standardising, so far as possible, specifications for a. 
the sizes of commercial dry cells, the American Bureau , х 
Standards recently called а conference, at which the major, 
of the manufacturers of such batteries, together with a lat, 
number of users, were represented. The work was not m, 
to the Bureau, as. considerable progress had been made duri, 
the war in co-operation with the War Industries Board. 
this conference seventeen sizes of the larger dry cells we 
considered and seven were recommended.as standard, thii, 
different sizes and kinds of flashlight batteries were consider 
and eight adopted as standard sizes, two sizes of batteries W 
also recommended as standards for use with wireless outf, 
It is expected that the elimination of many sizes for wh, 
there is but little demand will result in a considerable кат, 
in the cost of manufacture. When it is considered that, 
an average 150,000,000 dry cells are sold each year, this it 
matter of considerable consequence. Specifications were & 
adopted for the performance of dry cells which, it is believ; 
will assist in the securing of a more uniform product. —T.c 
. T. Age. n 
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THE INSTITUTION OF ELECTRICAL ENGINEERS. ©, 


JUBILEE 


(Dp. Јонх AmBROSE FLEMING, F.R.S., МІ.Е.Е., who 
delivered the lecture on '' Michael Faraday and the Founda- 
tions of Electrical Engineering," in connection with the 
LE.E. commemorations, on Tuesday afternoon and again on 
Wednesday evening, was born at Lancaster on November 29th, 
149, and is therefore just over 72 vears old. Не was edu- 


` ated at University College School, University College, Lon- 


don, The Royal College of Science and at St. John's College, 
Cambridge. He graduated B.Sc. in 1870 and D.Sc. in 1879 
n the University of London, and was a Science Exhibitioner, 
Foundation Scholar, Prizeman and Fellow of St. John's Col- 
lege, Cambridge. He worked in the Cavendish laboratory 


from 1877 to 1879 under Professor Clerk Maxwell, and carried 
out some special work there on the standards of electrical 
resistance. He was the first Professor of Mathematics and 
Phvsies at University College, Nottingham, in 1531-2, and in 
|552 he was appointed Scientific Adviser to the Edison Elec- 


us the 


tnc Light Co., of London. In 1885 he was elected 
frst Professor of Electrical 
Pond at University 
College, London, a position 
which he has held for 
thirty-seven years with dis- 
tinguished ability. He was 
elected a Fellow of the 
Royal Society in 1893, and 
received the Hughes Geld 
and Silver Medals in 1910 
for his scientific work. 
Prof. Fleming has been a 
member of the Institution 
w piectrical Engineers for 
4! years, and has twice 
en awarded the Institu- 
non Premium for papers 
read before it. In 1921, 
he was awarded the 
де distinction in the 
rover of the Royal Society 
of Arts, viz., the Albert 
Medal, especially fer his 
inventions originating the 
thermionic valve. Не is 
widely known as a lec- 
turer, and has lectured at 
the Royal Institution and 
Royal Society of Arts pro- 
bably more often than 
anyone else. He recently 
delivered the fifth ‘* True- 
mn Wood” Lecture 
nefore the latter Society on 
"The Coming of Age of 
Long - Distance Wireless 
Teegraphy." He has acted 
ж Scientific Adviser to 
numerous companies and 
corporations, and his re- 
cently published book 

“Fifty Years of Electri- 
"t, the Memories of an 
Electrical Engineer," re- 
cords the progress of ap- 
pied electricity in the last 
alf century, with which 
he has been closely asso- 
ciated. ] 

The meetings were inaugurated without ceremony at 3 p.m. 
o February 21st. Mr. A. A. Campbell Swinton, vice- 
president, presided in the absence of the President, due to 
sudden illness; the meeting passed a vote of commiseration 
wth Mr. J, S. Highfield. The lecture was illustrated by 
many original lantern slides, and by numerous experiments 
repeating some of Faraday's memorable discoveries in electri- 
gs ч magnetism. 

e managers of the Royal Institution also kindly permitted 

Dr. Fleming to exhibit some of Faraday’s original apparatus 
with which these great discoveries were made, such as the 
ron ring coil used in the discovery of the induction of elec- 
tne currents, the Leyden jars used to determine specific in- 
ductive capacity, and one of Faraday's magnets used in his 
apriments on magnetism and diamagnetism. Also the 

nce Museum at South Kensington lent many models and 
amples of early magneto-electric and dynamo machines, such 

& those of Pacinotti, Gramme, Siemens, Wilde, Varley, and 
others; and опе of the first made Parsons steam turbines, 
direct coupled to a high-speed dynamo. Documents and 
manuscripts of historical value were also on view. 

Throwing on the lantern screen a photograph of Foley’s 
є statue of Michael Faraday, which stands in the entrance 

ll of the Royal Institution, Dr. Fleming reminded his audi- 
nce that Faraday became connected with that Institution as 
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MICHAEL FARADAY. , DY 


From Foley's Statue at the Royal Institution; as adopted for 
the Seal of the I.E.E. 


ture. 
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the assistant of Sir Humphrey Davy in 1813, when he. was 
22 years old. His earliest research. work, following Davy's 
leading, was chemical in character. When in 1820 Oersted 
made the discovery of the magnetic field round a wire con- 
veying an electric current, Faraday solved in a very neat 
manner the experimental, problem of making a magnet rotate 
continuously round a current-carrying wire, and so gave us 
the first electric motor. He was thereby stimulated to en- 
deavour to produce a current by the action of a magnet. After 
failing in his first efforts in 1894, 1825, and 1823, he at last 
succeeded on August 3lst, 1831, in his epoch-making discovery. 
He wound on an iron ring two tape-covered copper wires, 
and found (1) that the passage of an electric current through 


one wire created a brief current in .the other wire 
at the instant of starting or stopping the primary 
current. Faraday followed the clue so given, and in a series 


of experiments made in 10 days during the ensuing three 
months, he discovered (2) that when a permanent magnet is 
approached to or withdrawn from a helix of wire so that the 
lines of magnetic force 
“cut” the convolutions 
of the coil, it creates in it 
an electric current, and 
(3) that when a copper 
disk is rotated between 
the poles of a permanent 
magnet radial electric 
currents are set flowing in 
the disk. and can be 
drawn off by proper con- 
tacts. These three great 
discoveries developed in 
course of time in the 
hands of numerous inven- 
tors into the induction 
cecil and the magneto- 
electric machine, and later 
on into the. transformer, 
alternator, and dynamo. 
Dr. Fleming showed all 
these facts experimentally 
to his audience, and also 
Faraday’s experiment of 
obtaining an electric spark 
from a magnet and a coil 
of wire. Every taxicab, 
motor-bus, and aeroplane 
has its petrol engine 
operated by a method of 
ignition which is only an 
improved form of Fara- 
day’s spark experiment. 
Dr. Fleming then ex- 
plained and showed ex- 
perimentally some of 
Faraday's discoveries in 
connection with electro- 
statics, especially that. of 
the specific inductive capa- 
city of insulators, which, 
however, had been antici- 
ated 66 years previously 
Henry Cavendish, but 
not published. Following 
this, attention was 
directed to Faraday’s great 
investigation in connection 
| with electro-chemistry, and 
especially his two laws of electrolysis (1) that when a cur- 
rent flows through an electrolytic cell the mass of the 
ions deposited on the electrodes is proportional to the quan- 
tity of electricity which has passed, and (2) that when a 
number of electrolytic cells are joined in series the masses 
of ions deposited in each are proportional to their chemical 
equivalents. Von Helmholtz pointed out in 1881 that these 
laws cf Faraday proved that electricity was atomic in struc- 
An atom of electricity is now called an electron. Fara- 
dav's laws lie at the base of all electrochemical industries, and 
our unit of electric current, the ampere, is defined by the 
mass of silver it liberates per second in a nitrate of silver 
voltammeter. With reference to Faraday's electro-optic and 
magnetic work the audience was shown the great experi- 
ment which Faraday called the ‘‘ magnetisation of a гау of 
light." A ray of plane polarised light was transmitted through 
a bar of Faraday's heavy glass, a boro-silicate of lead, which 
was placed between the poles of a powerful electromagnet. 
On exciting the magnet, it was seen that the plane of polari- 
sation was rotated. Both Kelvin and Maxwell considered that 
this discovery of Faraday proved that some kind of rotation 
was taking place along lines of magnetic force. Some, of 
Faraday's leading investigations: on magnetism were next 
described, a view of his large electromagnet being shown 
on the screen. ee 
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His discoveries of diamagnetism and of the varying conduc- 
tivity of substances for magnetic flux, were described. Рг. 
Fleming then alluded to Faraday's views on lines of electric and 
magnetic force, and showed how the translation by Clerk Max- 
well of those views into mathematical language led Maxwell 
ultimately to enunciate his celebrated theory of the electro- 
magnetic nature of light, and thus paved the way for the dis- 
covery of electromagnetic waves and the invention of wire- 
less telegraphy. 

Faraday's opinions and researches on a possible connection 
between gravitation and electricity were then mentioned, and 
it was pointed out that Einstein's theory also had predicted 
a connection.of this kind, which was confirmed at the total 
solar eclipse of May 29th, 1919, where it was found that a ray 
of light, which was an electromagnetic wave, was deflected 
slightly by the mass of the sun. The lecture concluded with 
a eulogy of the character of Faraday as a man as well as 
an investigator. 

Referring to the research work of the Roval Institution, Dr. 
Fleming said: '' That Institution is without rival in the world 
for the enormous value of the scientific discoveries which have 
issued from its laboratories and the ridiculously small cost 
at which these results have been attained. Sir James Dewar 
stated lately that the whole cost of maintenance of the In- 
stitution during the last 120 vears has been little more than 
£100,000, not a twentieth part of the cost of one battleship. 
Yet the discoveries of Faraday alone have put untold wealth 
into the exchequers of nations and laid the firm foundations 
on which rest te-day the entire work of the modern elec- 
trical engineer." 

Col. Sir Н. Jrkvrr, K.C.M.G., a surviving founder of the 
Society, proposed a vote of thanks to the lecturer, and recalled 
that he had attended Faradav's Christmas leetures as a bov. 
Mr. С. Н. WonbiNaHAM, C.B.E.. seconded. the vote, which 
was passed unanimously. 


` On Wednesday the first speaker was Col. R. E. CROMPTON, 
C.B., whose remarks are abstracted below :— 

When in 1878 I commenced serious electrical work by in- 
stalling Gramme dynamos and Serrin lamps to enable the 
newly designed pipe-moulding pits at the Stanton Ironworks 
to run through the night, [ necessarily went to the Telegraph 
Engineers to learn the technicalities of the business. Tele- 
graph engineers then calculated resistance in miles of iron tele- 
graph wire, or they sometimes referred to ` Siemens units ” 
or " В.А. units," which differed by a small percentage from 
the present ohm. They talked learnedly of Webers, and ex- 
pressed e.m.f. in numbers of Daniell cells. We were told that 
all sources of electrical energy, whether batteries or dynamos 
or magnetos, must have a considerable internal resistance as a 
kind of stand-point or kick off from which the electromotive 
force could make a start to press forward through the external 
resistance. Preece used to tell us that if we reduced the in- 
ternal resistance of our dynamo armatures much below one 
half that of the external resistance in the circuit and lamps, 
we should work at a loss. 

Early in 1879 I was introduced by the elder Brown, of 
Winterthur, the father of Charles Brown, of Brown, Boveri, 
to Emil Burgin, of Basle. 1 took up the manufacture of his 
form of dynamo, which undoubtedly was better from a 
mechanic's point of view than the Gramme machine. 

‚ТЬе latter was not very mechanical; on its spindle was 
mounted a wooden hub, and pressed on to it was the wound 
armature ring, which was very ditlicult to balance and to keep 
in position. The iron core of the armature was of very small 
section, and the winding, no doubt in order to obtain the 
much-desired internal resistance, was composed of a great 
number of coils of fine wire. Burgin's design laid the founda- 
tion of the Crompton firm. We were eoon turning out at 
Chelmsford several Burgins per week; we got good prices, and 
we always sold two or three Crompton arc lamps with each 
dynamo. I thus got enough money together to enlarge the 
works, and took on as skilled manager Gisbert Kapp, who had 
up to that point been trained as a mechanical engineer with 
Messrs. Hornsby, of Grantham. 

At that time such scientific assistance as I could get was 
from Sir Wiliam Thomson (afterwards Lord Kelvin), James 
Thomson, his brother, Rankin, and others. 

One day a man came into my оћсе and said: ‘* I must take 
you on a mysterious journey." I was whisked off fo New- 
castle, and there introduced to Mr. Joseph Swan, who showed 
me a row of Swan carbon lamps lighted by a Gramme dynamo. 
Swan had sent for me because I had supplied his firm with 
arc lamps. Very shortly after I arranged to exhibit his lamps 
at an exhibition in Glasgow of the latest forms of gas and 
electric lighting; in the latter case we showed both arcs and 
. Swan lamps. ‘This exhibition got us several Scotch orders, 
and I installed Swan lamps in the Glasgow Post Office. 

About ‘this time the Brush and the Thomson-Houston form 
of lighting by arc lamps in series came over from America; 
this eventuated in the Father Brush boom, which depressed 
gas shares and was to revolutionise the lighting of the world. 
However, Swan went quietly on, and started his lamp com- 

pany at Newcastle, and a larger company was founded in 
London by Cuthbert Quilter; this shortly afterwards amal- 
gamated with the Edison interests to form the Edison Swan 
Company. I waa made its advising engineer; it took 
over most of my installation work in progress, amongst it 


the Law Courts, which were then nearly finished, and which 
were the first really big job of lighting by Swan lamps in 
this country. 


‚ Ав far as I know the first regular installation of electric 
light in a country house was at Berechurch Hall, belonging - 


to Coope, the brewer, and it was there, on finding a group ot 
men who had completed the bell-hanging of the house, that 


+». мсн ka 


we made them into electrical wiremen; most of them eventu- - 


ally became wiring contractors. 


During the early days we were haunted by Preece's aud. 
the telegraph people's ideas of the necessity for the internal - 


resistance, and this idea undoubtedly kept us back. 7 
l think it was Rankin who first suggested the formula 


4 т X ampere-turns/2 (air gap) as a measure of the magneto- ` 
inotive force, and this was so useful to me as a mechanical — 
man that I was always trying to persuade my designer, Gisbert ~ 
Карр, to cut down the double air gap; in other words, to con- , 


fine the armature Winding to one layer of turns. 
against the proposal, but he went away for his holiday, and 
during his month's absence I pushed out a machine with 


Не was then ` 


gigantic wrought-iron field magnets and armature core and 


only one layer of winding on the armature. 


The machine was 


on the test bed ready to start the day that Kapp returned, ^ 


and I well remember the expression on his face; he looked 
upon me as a foolish, ignorant man wasting my own money. 
]iowever, as soon as the belt was on and the machine started. 


and at first there was little indication of magnetic field or — 


electromotive force, Kapp began to say: "I told vou so." 
when just as he spoke the field began to build up, and m a 
very short time reached a point far higher than 1 had calcu- 
luted; the belt flew off under the load, but the modern dynam. 
was born. 


Some weeks later I learnt from my friend John Hopkinson 
that he had been on exactly the same job, and at the same - 


time had done for the drum form of winding what J had done 
for the ring form. We both exhibited at one of the inventions 
exhibitions at Kensington, and I got a gold medal. 

At that time my partner was Harold Thomson. It is not 
generally known how many of the common appliances now in 
use were due to his inventive mind—switches, plug contacts, 


all kinds of fuse airangements, cut-outs, the suspension ci- 


overhead lamps by their own flexibles, nearly all came frois 


him, in collaboration with one of my foremen, А. P. Lunu- . 


berg, who afterwards inade quite the best line of switches and 
domestic fittings, | : | 
The burning of the Ring Theatre in Vienna was due to an 


escape of gas, and caused a terrible loss of life; the olu 


Emperor said that he would not allow gas to be used in any 
of the Imperial theatres, and that the Imperial Continental 
Gas Co., which had the contract for lighting Vienna, infit 
take up electric lighting as well as gas lighting. А French 
engineer, Monier, was appointed to advise them. but asked 
me to join him. 
on a large scale in the Schenkenstrasse, and Crompton's under- 
took the contract; I spent several vears in Vienna working 
out this large job, in fact from 1884 to 1557. 

At that time the Allgemeine was only 
Rathenau and Deutsch used frequently to come to Vienna to 
watch what I was doing, also Emil Garcke, who was then 
secretary to the Brush Company. Willans worked out with 
me the whole of the steam generators and electric governors. 
and it may be said that this installation was the prototype of 
the many central stations that were built during the ‘nineties 
in London and in various towns in England, and which have 
given such very good results. 


Together we schemed out a central station . 


just starting: | 


At an early date I wished to apply my Viennese experience | 
to lighting parts of London, and licences were applied for by 


the Edison Swan Company to light large districts, but none ot 
them were carried out, as the capital was not forthcoming 


owing to the short period, 21 years of life, laid down by the | 


first Chamberlain Act. 

Eventually I found that the Тапа Securities Company had 
at its Kensington Court estate a subway through which | 
could lay at low cost bare copper conductors, and thus con- 
nect up 50 or 60 houses with a central station built on a piece 
of ground at one corner of the site. Thus in 1888 the Ken- 
sington Court Electric Lighting Company, the first real light- 
ing company, was started; among the first and largest share- 
holders were the late Lord Alverstone, who was then Richard 
Webster, Sir Frederick Bramwell, Frank Bolton (the head of 
the electrolytic copper trade), and а few others. 

During the time I was at Vienna, Messrs. Gaulard & Gibbs 


were developing their adaptation of the previously known in- - 


duction coils «o as to use them as static transformers for con- 
verting a.c. from high to low pressures. About this 
time a very brilliant voung man appeared on the scene— 
Ferranti. He took up the a.c. transformer method of distri- 
bution, and very soon he and I became the captains of two 
opposed schools of electrical distribution. 

At the time I was starting at Kensington and canvassing 
householders to use the light. Ferranti and Tord Crawford 
started a distribution from the Grosvenor Gallery, and many 
interesting things occurred. 

I at Kensington always had accumulators in reserve, so that 
I practically never had anv extinction of light, whereas many 
extinctions occurred at the Grosvenor Gallery, and many 
amusing stories could be told of the horror of ehapercnes when 
the ball rooms were suddenly plunged into darkness. Tow 


could I preach safety and continuity of electric lighting at 
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kensington when such strenuous and scandalous proceedings 
went on in Mayfair and Belgravia? Whereas Ferranti said 
no shareholders would find money for such improper devices 
as accumulators, I said no mothers would allow their families 
to attend balls which depended on a.c. and transformers. 

But soon the battle ground was shifted to the theatre of 
this Institution, and many of you will remember the very 
long and interesting debates that took place, which I believe 
had the very desirable effect of calling attention to the in- 
teresting nature of our profession and brought in many 
recruits from amongst the young engineers of the time. 

In May, 1853, we, the electrical fighters of the time, 
started a Dining Society; we were there able to meet and 
discuss in peace matters other than those electrical. We 
christened it the © Dynamicables." By August of that year 
there were about 100 members, and during the following five 
years every electrical man of note joined us, so that our 
numbers rose to about 250 in 1855. At our dinners at the 
Aquarium we forgot all about the electrical strife of the 
working day, and many lasting and pleasant friendships were 
then made. 

During the time we were working at Vienna we found out 
that the old style of measuring instruments had not capacity 
enough for dealing with very large currents and the electro- 
motive force that we were beginning to use. Monier and I 
hetween us developed a simple method of measuring current 
sing голе our feeder mains by measuring the fall of 
potential over à measured length of copper main, using a 
delicate d'Arsonval galvanometer, and noting its deflection. 
We thus readily got a scale in hundreds of amperes. 

During the short time I was at home working at my 
laboratory, Pleming helped me to develop the potentiometer, 
and he sketched out @ very simple resistance frame in order to 
vet the aecurately-measured resistance across which we could 
measure the fall of potential. > 

I then had an assistant in my laboratory named Fisher, 
and another, Sydney Melsom, now at the N.P.L. 'lhey will 
remember the interesting tune we had in perfecting the 
potentiometer to a sufficient extent to enable us to make 
Measurements of current and e.m.f. correct to four places 
of decinals, which then became a standard means of testing 
the very great refinement which about this time took place 
in dynamo and engine efliciency. 

Many will recollect the interesting competitions between 
rival dynamo makers when their machines were coupled to 
Willans engines and tested on the test bed at Willans's works 
at Thames Ditton. These competitive trials were accurately 
measured, and showed quite unexpected efficiency between 
the indicated horse power of the steam engine and the actual 
output at the dynamo terminals. This undoubtedly put 
England, for some time, far in advance of any nation in the 
world in the perfecting of this class of machinery. 

Some of you may recollect the very interesting trial when 
Harness brought an action against Messrs. Alabaster and 
Gatehouse for libelling him by saying that his electro- 
pathic belts, which were so‘ greatly advertised, really were 
afraud and contained no means of generating electrical force. 
We made Alabaster’s body into a standard resistance and 
attempted to use the Harness electropathic belt as a source 
of e.m.f., but with negative results. I am glad to say that 
largely due to these experiments Alabaster & Gatehouse won 
their case. 

When we began to lay mains in the streets of London I 
carried out my first work in the Kensington Court subway by 
using bare copper conductors stretched over porcelain insu- 
lators, constructing many miles of small subways under the 
foot pavements of the West End of London. In these my 
bare copper conductors were similarly strained, and they have 
always given excellent results. After a lapse of 40 years 
these copper conductors are still in use and in the same good 
condition as when they started, and they will probably out- 
last some of us. 

I think I ought to claim for the pioneer engineers of those 
davs that we did make good as compared with our brother 
electrical men in America, Germany, and France. 

Rathenau and Deutsch, who founded the Allgemeine, came 
to us at Vienna to learn their business; their early attempts 
on large generating machinery were positively comic, huge 
Gramme rings with internal star-shaped magnets, the 
Gramme rings being about 20 ft. in diameter and serving as 
the fly-wheels of Van der Kirchove engines. The output was 
sualler than that of the 200-h.p. Willans combined sets that 
we were using at Vienna at the time, which occupied one- 
tenth of the cubic space, and were far more economical. 


ANNUAL DINNER. 


On Tuesday last the annual dinner of the Institution was 
held at the Hotel Cecil; there was a record attendance, num- 
bering over 500. In the unfortunate absence of the President, 
through illness, the chair was taken by Dr. W. H. Eccles, 
F.R.S., vice-president. Amongst the guests and members 
present were Mr. F. С. Kellaway, M.P., Lord Southborough, 
P.C., G.C.B. (hon. member), Sir Charles A. Parsons, K.C.B., 
F.R.S. (hon. member), Air-Marshal Sir H. M. Trenchard, 
K.C.B., D.S.O. (chief of the air staff), Sir Anthony Bowlby, 
K.C.B. (Pres. Roval College of Surgeons), Sir J. E. Petavel, 
K.B.E., F.R.S. (director N.P.L.), Sir William Noble (engi- 


neer-in-chief, G.P.O.) Sir William Pope, K.B.E., F.R.S. 
(acting president Society of Chemical Industry), Sir Andrew 
Ogilvie, K.B.E., C.B., Sir James Devonshire, K.B.E. (hon. 
treasurer), Sir $. Chauman, K.C.B., C.B.E. (Perm. Sec. B. 
of T.), Sir A. J. Durrant, C.V.O., C.B.E. (H.M. Office of 
Works), Mr. A. Page (Electricity Cornmissioner), Sir R. T. 
Glazebrook, K.C.B., F.R.S. (Past-Pres. ГЕ.Е.), Mr. C. Н, 
Wordingham, С.В.Е. (Past-Pres. I.E. E., chainnan B.E. and 
A.I. Research Association), Mr. Justice Sargant, Prof. Sir 
W. H. Bragg, K.B.E., F.R.S., Dr. A. Russell (Pres. Physical 
Society of London), Mr. C. E. Musgrave (Pres. Chartered 
Institute of Secretaries), Mr. Stanley Machin (Pres. London 
Chamber of Commerce), Mr. C. C. Paterson, O.B.E. (Vice- 
Pres. LE.E.), Dr. Н. S. Hele-Shaw (Pres. Institution of Me- 
chanical Engineers), Mr. Roger T. Smith (past-Pres. I.E.E.), 
Dr. S. Z. de Ferranti (past-Pres. I.E.E.), Col. R. E. Cromp- 
ton, C.B. (Past-Pres. І.Е.Е.), Prof. E. Barker (Principal, 
King's College, London), Mr. A. A. Campbell Swinton, F.R.S. 
(Vice-Pres. Т.Е.Е., and chairman of Council, Royal Society 
of Arts), Dr. E. P. Cumberbatch (Pres. Electrotherapeutic 
Section, Royal Society of Medicine), Prof. A. W. Porter, 
F.R.S. (Pres. Faraday Society), Mr. J. Bowden, O.B.E. 
(Chief-Superintendent, Ordnance Factories, Woolwich Arse- 
nal), Mr. С. 1). le Maistre, C.B.E. (local hon. sec. American 
ІЕ.Е.), Mr. W. Vaux Graham (chairman Association of 
Consulting Engineers). Prof. J. W. Nicholson, F.R.S. (Pres. 
Roentgen Society), Mr. J. MacGregor (chairman Cable 
Makers’ Association), Mr. Alfred Carpmael (hon. solicitor 
LE.E.), Mr. G. W. Humphrevs, C.B.E. (chief engineer 
L.C.C.), Mr. Ll. В. Atkinson (Past-Pres. I.E.E.), Sir H. C. 
Mance, C.I.E. (Past-Pres. [. E. E-, Mr. C. P. Sparks. C.B.E. 
(Past-Pres. I.E.E.), Mr. P. F. Rowell (secretary I.E.E.), and 
manv Members of Council, Chairmen and Hon. Secretaries 
of Territorial Centres, and other distinguished men. 


At the commencement of the proceedings, the chairman 
announced that a message of sympathy was being transmit- 
ted to the President regretting his enforced absence from 
the dinner, and after the loyal toast, Dr. Eccles stated that 
the President had replied expressing his thanks. Greetings 
were received from the Duke of York, who regretted his 
inability to be present, and expressed the hope that the In- 
stitution would continue to prosper and render the same 
yeoman service in the future as it had done in the past for 
the benefit and advancement of the science, commerce, and 
industry of the country; congratulatory messages were also 
announced from the American Institute of Electrical Engi- 
neers, the French Society of Electricians, the Ttalian Electro- 
technical Association, the Dutch Royal Institute of Engineers, 
the Association of Managers of Dutch Electricity Under- 
takings, Mr. Thomas A. Edison, Sir John Snell (unavoidably 
absent. at the North-West Midland Inquiry), and from the 
Institution of Gas Engineers. 

Proposing the toast of ‘ The Institution," Mr. КЕЛАМАҮ 
remarked that during the 5U years that the Institution had 
been in existence the relations between it and the Post Office 
had been close and friendly. When it was founded, tele- 
graphy was the chief branch of electrical engineering; since . 
then developments had taken place which had revolutionised 
the conditions under which modern society existed, and that 
Institution had played a great part. In view of what had been 
accomplished, who could place a limit to the science and art 
in which the members were engaged? The engineer had a 
more excellent part to play than the politician; while great 
political changes were in progress, the work of scientific 
development and research went steadily on, producing resulta 
which added to the sum of human happiness. It should he 
the politicians! task to see that their energies were set free to 
develop themselves under the most favourable conditions. He 
was proud of the part that British ingenuity and audacity had 
played in this great development. 

Responding, Dr. EccLES said that this was a great week for 
the Institution, commemorating the 50th anniversary of the 
first meeting of the Society of Telegraph Engineers, and hold- 
ing the first dinner since the King had bestowed his patronage 
and a Royal Charter on the Institution. He expressed the 
gratitude of the Institution to Mr. Ll. B. Atkinson. the imme- 
diate past-president, for the energy and skill which he had 
displayed in conducting the negotiations. The Institution, 
which 50 years ago numbered 110 members. had now over 
10,000, and was the largest professional engineering institution 
in the country., The reason for this growth might be that 
electrical engineering had more varied applications than any 
other kind of engineering, and must necessarily play a greater 
and greater part in the life of the people. As electricity had, 
in a sense, become the life-blood of the country, 16 became the 
object of attack by disaffected parties; hence it was necessary 
for the statesman to use electrical engineers more fully than 
in the past and to study their requirements more com pletely. 


Mr. Li. B. ATKINSON, proposing “ The Guests.” said the In- 
stitution might be judged by the distinguished company 16 
kept. The Postmaster-General employed a greater number 
of electrical engineers than any other employer in this country, 


and thanks to Sir William Noble’s efforts, a large proportion 


of them were now members of the Institution. 

Air-Marshal Sir Н. M. TnENCHARD, responding. drew atten- 
tion to the great importance of wireless telegraphy to the air 
service, which without it could never develop its full power. 


pe  - Twp о сеш o o 


a ra 


THE ‘ELECTRICAL REVIEW. [vol 60, No. 2,800, nee 24, 1922, 


r. te 
„з UE mon er S ta E D 


Mr. Justice SARGANT, also responding, said that the extra- 
ordinary advance of electricity in all its practical uses was 
due to its being based on the solid foundation of scientific 
research, with a superstructure of great practical ability. 

-The dinner was accompanied by an excellent programme of 
music, and followed by a reunion of members, which was pro- 
longed to a late hour, the proceedings being exceptionally 
successful and enjoyable. - 


‘PARLIAMENTARY NOTES. 


Jg el: (By Our PARLIAMENTARY REPORTER.) 

L.B. & S.C. Electrification Scheme.—In the House of 
Commons on Monday Mr. LAMPERT asked the Prime Minister 
if his attention had been directed to the statements of the 
chairman of the London, Brighton & South Coast Railway 


that the company had full plans for a suburban scheme for. 


electriication ;; that it was ready to set to work at once, but 
was prevented by the paralysing effect of the Railway Act, 
which prevented any large schemes of electrification being 
executed without the consent of four other railway companies; 
and whether, in the interest of railway enterprise and the 
urgent need for providing employment, he would announce 
the early repeal of the Railway Act, 1921. 

MR. NEAL, Parliamentary Secretary to. the Ministry of 
Transport, who replied, said that his attention had been 
called to the statements made at the meeting in question, 
and he might point out that other reasons were given besides 
that mentioned in the question. The answer to the last part 
of the question was in the negative. | 

Electric Tramways for Edinburgh.—In the House of Com- 
mons on Monday Major GrLyN. asked the Parliamentary Sec- 
retary to the Ministry of Transport whether, if application 
be made by the City of Edinburgh Council for leave to set 
up central standards for overhead trolley electric. tramcars 
throughout the length of Princes Street and other parts of 
that city, he would see that no leave be granted until the 
opinion of the residents of Edinburgh had been ascertained 
and eareful inquiry made on the spot into the whole matter. 

Mr. Neat replied that a scheme for equipping the Edin- 
burgh tramways for electrical traction, which involved the 
erection of central standards in Princes Street, had been 
submitted for approval. Any objections communicated to 
the Ministry by residents of Edinburgh would be carefully 
eonsidered before a decision was given, and if, after such 
consideration it кестей necessary, an inquiry would be held. 

Underground Railway Wages.—In the House of Commons 
on Monday Mr. Grattan Doyne asked the Parliamentary Sec- 
retary to the Ministry of Transport if his attention had been 
called to the fact that the inen employed on the Underground 
and Electric Railways of London had during the past seven 
months submitted to three reductions in wages aggregating 
13s. per week per man; that the managers of such com- 
panies were allowed to increase fares by over 30 per cent. 
on account of such advanced wages; and whether, since an 
obligation. rested on them to reduce their fares to the public 
pro rata to the men’s reductions, and the Minister of Trans- 
port, in eonjunetion. with the Railway Commissioners, sanc- 
tioned increased fares for the reasons stated, he would call 
the attention of the directors and managers to the matter 
in order to have it revised, and to give the Public the advan- 
tage or, failing that, would he raise wages to the level of 
last spring? | 

Mn. A. Neat replied that the London Electric Railwavs 
(Fares, &c.) Act, 1920, provided for certain increases in fares 
in order that the charging powers of the companies might 
provide for working expenses, efliciently maintaining and 
renewing the undertakings. and a reasonable return on 
capital. Hence factors other than wages had to be taken into 
account in determining the fares to be charged, and the 
increased fares had not been sanctioned solely on account 
of advances in wages. The financial position of the com- 
panies had been under consideration by the Minister from 
time to time, and he had already been furnished with copies 
of the annual accounts for 1921 in order that the position 
Which arose under Section 6 of the Act might be again con- 
sidered. 

Kilectrical Imports from Germany.—Replying to Mr. New- 
BOULD, Mr. Baldwin, President of the Board of Trade. said 


that in 1913 Germany imported into this country 5,978 tons ` 


of electrical machinery of the value of £721,000; in 1921 the 
figures were 241 tons and £44,906, — | 
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EXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR JANUARY, 1922. 


Tue January returns of electrical business show considerably 
increased values in the export section as compared with the 
previous month: the total for electrical exports being 
£1 369,473, as against £1,063,154 for December, an increase of 
approximately £300,000; the principal increase occurred in 


. ful trial. 


the items for electrical machinery (£300,000 increase), while 
electrical goods and insulated wire exports also reached 
higher values than in December. Telephone and telegraph 
export totals fell off to the extent of about £40,000. 

The electrical imports for the month totalled £155,581, as 
against £174,090 for the last month of 1921; decreases occurr- 
ing in glow lamps, meters and electrical machinery imports, 
but in other directions increased values obtained. 

The re-export total for January is £1,000 better than the 
December figure of £14,161. 

The total weight of electrical machinery exported during 
the month amounted to 1,958 tons, as compared with 1,1% 
tons for December, 1921, and 1,846 tons for January, 1921 and 
2,528 tons in January, 1913. 


VALUES OF ELECTRICAL ExrORTS AND IMPORTS FOR JANUARY, 
1922. Re-Ex- 
Exports. Imports. ports. 


Electrical goods and apparatus ... £122,020 £50,200 — £4.522 


Insulated wire 180,086 8,140 435 
Glow lamps .. ... 29,010 19,036 93 
Arc lamps and part: . 1,488 567 70 
Batteries and accumulators 33,394 3,650 — 
Meters and instruments 36,466 5,833 32 
Carbons ; T 6,743 2,047 875 

Electrical Machinery— 
Railway and tramway motors 15,878 — — 
Other motors and generators... 344,499 — — 
Switchboards (not telegraph or 

telephone) ae wae .. 85,975 ^ 945 72 
Electrical machinery (unenu- 

merated) : ves .. 06,887 46,871 3.114 

Telegraph and telephone cable | 

and material— 

Telegraph and telephone wire 

and cable (not submarine) E 81,063 3,497 — 
Submarine  telegraph and  tele- 

phone cable M. DE " 3,393 — — 
Telegraph and telephone  instru- 

menís and apparatus 221,071 17,195 6.066 


Totals £1,369,473 £158,581 £15,279 


LEGAL. 


| NEWMAKK v. SEMCO, Ltp. 

Iv the Shoreditch County Court, on February 16th, before 
Judge Cluer, Mr. Louis Newmark, of 120-134, Bishopsgate, 
E.C., watch importer, sued Messrs. Semco, Ltd., of 19-20, 
High Street, Shoreditch, to recover £97 15s. for fraudulently 
misrepresenting that a -kW air-cooled petrol-electric generat- 
Ing set was practically new, and had only been run for two 
hours, whereas it was old and worn, and in an unfit con- 
dition. Mr. W. Warren appeared for the plaintiff, and Mr. 
A. G. Robinson for the defence. It was explained that the 
set was required for a house the plaintiff was having built 
at Rickmansworth, and was sold at the end of December, 
1920, for £30. | | 

, HERBERT NEWMARK, son of the plaintiff, said that early in the 
December of 1920 he went to the defendants’ premises with 
a Mr. Jay, an electrical engineer, and saw this generating set, 
and was told it was practically new, and had only run for 
two hours. After it was installed it was continually mis- 
firing and usually stopped. He was never told it was second- 
hand. Later, after his visit to defendants, his father saw it 
with an architect, and Mr. King, an electrical engineer, and 
the purchase was decided upon. When it was supplied it 


was guaranteed to carry a full load and run for two hours. 


In April an unsuccessful attempt was made to work the 
engine. А second attempt was made in May, when 
it was found that, owing to faulty wiring, there were 
some dead shorts. Capt. Wood had the matter in hand for 
the defendants, and in the August there was a fairly. success- 
After that witness—aged 17 years—was running 
the generator. He denied that Capt. Wood told him con: 
stantly that it was under-lubricated. About this time the 
flywheel broke, and later the crank-shaft. He agreed that 
Capt. Wood complained that the concrete bed was not right, 
but he understood it was put right. | 7 

MR. Haroub BRINE, architect, said he built the house at 
Rickmansworth. He heard the representative of Messrs. 
метео say it was practically new, and had run only two hours. 

Mr. Kina, electrical engineer, spoke of the same thing. Аз 
to the faulty wiring, he put that right in half an hour. 

Mr. Lovis Newmark said he understood it to be “ unused 
war stores." Before buying he asked if it was in perfect 
condition, and had the same said to him as the other wit- 
nesses had doposed to. The machine had never carried its full 
load. He concluded he had been defrauded when the crank- 
shaft broke in October. That was after Capt. Wood had 
finally left the premises. 

Mr. WM. PAYNE, general manager to Jones & Sons, elec- 
trical engineers, of Rickmansworth, said he was asked to look 
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at the set, and advised a lot of things to be done which would 
certainly not have been necessary had it been in perfect 
running order. ‘The defendants had these carried out by 
Messrs. A. Thompson, electrical engineers, of Chorley Wood, 

For the defence, MR.. CLARENCE RAPSON, managing director 
of the defendants, said the set was purchased on Septeuiber 
Ist, 1920, and һе had never authorised anyone to make the 
representations suggested; it. was not war stores. 

JUbGE .CLUER: If anyone made a. false statement Mr. 
Rapson. as an honest man, would make amends. 

ERNEST ANDERSON, the salesman, denied using the words 
attributed to him. 

Capt. NoRMAN М№оор was called, and said that not a word 
was said by him about guaranteeing it. He gave directions 
as to the concrete bed, which were not carried out, so that 
it Was impossible to ensure sufficient cooling. In April, when 
started up, it back-fired, and so hurt his arm that he was un- 
able to go on with the work for some time. On August 9th he 
got a perfect test, and it took a full load for the required time. 
After that the Newmark family took it over. He saw it 
after and it was under-lubricated. On October Ist he gave 
it an economy test and ran it for twelve hours on paruttin, 
and it went well. 

In giving judgment, JUDGE CLvER said he did not think 
the defendants had satisfied their guarantee that it was in 
perfect running order, and although it was tested up to two 
hours that did not mean it was to just do that and stop. On 
these grounds only he should award the plaintiff £35 damages 
and costs. 


Foster v. British Тномзох-Нооѕтох Co., LTD. 


Ix the Mayor's and City of London Court, last week, Albert G. 
Foster, engineering draughtsman, claimed &5 Ys. 9d. 
from the British Thomson-Houston Co., Ltd., electrical 
engineers, London, E.C., salary for nine ' working days at 
Iss. ld. per day. 

Plaintitf's case was that he entered the defendant's service 
in May, 1920. Part of his engagement was that he should 
receive certain holidays each year and be paid his salary in 
full. In 1920 he had his holiday, and was duly paid. Last 
vear a notice was exhibited inviting the statl to say when 
they would like to take their holidays, and plaintiff риё down 
June. ‘Through sluckness of work he was dismissed on May 
Sth, and left on May 19th. His claim now was for the pay- 
ment of the nine days’ holiday which he would have had in 
June because of the special contract that he should have an 
annual holiday with payment of salary. 

JUDGE ATHERLEY-JONES, K.C., said what the claim сапе to 
was that all the employers’ rights would be suspended until 
the plaintiff bad had his holiday and that the defendants 
must pay him for his holiday. The emplovers must keep the 
man in the service until he had had his holiday, if the plain- 
п є claim was justifiable. 

Mr. Mappocks, for the defendants, said, of course, that posi- 
tion was wholly untenable. There was no contract to give a 
holiday, and it was only given ex gratia, payment, of course, 
being made if the men were still in the service, but not 
otherwise. There were S00 to 1,000 men on their works 
staff. and their whole organisation was about 5.000 to 6,000. 

JUDGE ATHERLEY-JONES said that to a very large extent the 
relations of employer and employed in. this country were 
regulated by custom, and very often those customs gave rise 
to conflicts. The case was very important. If he found for 
the plaintiff it would frustrate the benevolent intentions of 
employers with regard to holidays and it would be abhorrent 
to common sense. Judgment for the defendants, with costs. 


ELEcTRO-MtETALS, LTD., v. MALLEABLE STEEL Castings Co. 
(1909), 1л. 


Іх the King's Bench Division, Mr. Justice Sankey again had 
before him the above action. 

Mr. Epwann Yates WALSH, giving evidence for the defence, 
said Mr. Bibby caine to see him with regard to his buying a 
furnace on February 17th, 1918. He took Mr. Bibby round 
the defendants’ works, and showed him the nature of their 
business and told him what he wanted. Witness also showed 
Mr. Bibby the four annealing ovens he had there for malleable 
iron, and pointed out what a cumbersome process it was. Mr, 
Bibby said he could do away with the process altogether, and 
that if he had castings of a certain shape they could be put 
into a sinall oven and let down. Witness understood that it 
would not be necessary to anneal castings in the same way as 
malleable iron. Witness told 'him he would want at least 40 
tons tensile strength per sq. in., with 15 per cent. elongation, 
and Mr. Bibby said it could be got without annealing. The 
consumption of electricity for a 30-cwt. furnace, Mr. Bibby 
mid, would be 800 kWh, and that would be the top figure. 
Witness was present at the first heat, which took place on 
July 29th, 1919, and at subsequent ones. The moulds were 
properly made and dried, and they had everything necessary 
for the business of steel castings. The furnace, however. 
never ran satisfactorily. or as а commercial proposition. А lot 
of the castings made were returned by customers, although 
some had been taken. His firm had never taken over the 
furnace. The defect was that the castings were brittle. The 


electrodes often broke, and those he had left after the furnace 
was shut. down he sold to Messrs. Bamforths, of Luton. With 
regard tó consumption of electricity, they never had a run in 
which the furnace used only S00 kWh per ton in the ladle. 
There was no truth in the suggestion that the foundry roof 
leaked and the moulds got wet. 

Mr. H. Кітснім, engineer in the employ of Messrs. Т. Bam- 
forth & Co., Ltd., Luton, said he had had experience in the 
installation and working of electric furnaces, and had one 
under his charge at the present time. In his experience it was 
quite possible to get steel of trom 35 to 40 tons. tensile strength 
per sq. in. with 15. per cent. elongation with ordinary letting 
down, and he regarded that as quite a reasonable requirement. 
It could be done without annealing. ‘The equipment of the 
defendants’ works, which he had visited, was reasonable, and 
their small oven was suitable for annealing steel castings. 
The castings he saw were not fit to be used as steel castings. 
He thought the cause was wild steel. ‘The balance of the 
electrodes from the defendants’ works which his firm had 
purchased had been used with satisfactory results. Witness 
had seen the charge sheets from the working of the furnace 
and ascertained that the average consumption of electricity 
was 1,631 kWh per ton in the ladle. His own furnace was of 
25 cwt. capacity, and its consumption averaged 1,100 kWh per 
ton in the ladle. They had two heats per day and non-con- 
tinuous running. If they had electrode or electrical troubles 
during a heat, that generally meant a troublesome heat, and 
often a bad one. With its high consumption of electricity, 
Ao е sold to the defendants could not be run commer- 
cially 

Other evidence ‘as to the working of the furnace was given 
by defendants’ employés. ' | 

The hearing was adjourned. 


i 


British THoMsoN-HousroN Co., LTD., v. CORONA LAMP 


Works, LID. 


THE hearing of the above action was concluded before Mr. 
Justice Astbury in the Chancery Division on February 16th. 

Mr. Horatio BALLANTYNE, for the defendants, gave evidence, 
and said he had acted as scientific adviser and scientific wit- 
ness in cases connected with electric lamps for many years. 
In 1912, the date of this patent of the plaintiffs, he was al- 
readv familiar with some of the problems connected with 
sealing in current leads into electric lamps. 

Sir D. KERLY, K.C., examining: You have read the speci- 
fication in this case; did it convey to your mind, whatever ite 
true construction may be, an idea as to what was meant by a 
coefficient of expansion of the wire to be compared with that 
of glass? 

WiTNESS: The specification. certainly conveyed to me the 
meaning of obtaining a coetflicient corresponding to that of the 
glass, and I knew what to do to carry that out. The pro- 
cedure, as I understood it, was to ascertain the coefficient of 
expansion of the wire by measuring its increase in length 
throughout a period of heating. 

Was it or was it not common knowledge that you must have 
a wire with the appropriate expansion of glass?—Yes. 

Cross-examined by Sir A. CoLErAx, K.C., for plaintiffs: Do 
you agree with this, that you do not find disclosed in any o£ the 
alleged anticipations the subject matter of the plaintiffs’ 
patent?—[ certainly do not find in them anything about pro- 
ү so as to get the coetlicient of expansion of.a certain 


The answer is that you do not find the subject matter dis- 
closed?—If that be part of the subject matter, I don't. 

Dr. G. Hoist, head of the Physical Laboratory of Mesers. 
Phillips’ Lamp Works at Eindhoven, Holland, said they began 
making copper-clad nickel-iron core leading-in wire for their 
lamps in 1914. Не did not know at that time of the plaintiffs’ 
specification. They used copper-clad nickel-iron-core leading- 
in wire in consequence of a communication they had that 16 
was used by other factories, and so they began to try it them- 
selves without any assistance a$ to how they were to make it. 

Mr. AuGustus CHARLES HYDE, a maker of leading-in wires, 
said he was with the late Sir Joseph Swan, of Edison and 
Swan fame. He was the Mr. Hyde whose patent had been 
read in this case. He and the Vactite Company worked on 
friendly terms with La Société Fourchambalt, whose patent 
had also been put in, and they were both concerned with 
nickel-iron leading-in wires. 

Mr. EE M’ Masters, stores manager of the Corona Lamp 
Works, Ltd., gave evidence as to identifying certain lamps 
complained of as infringements. They had been dealt in by 
his company, and they had been got from America, being 
delivered to them by the Express people. ` | 

This concluded the evidence. and his Lordship reserved 
judgment. ш 


CABLE-JOINTER ‘COMMITTED. 


At the Clerkenwell Police Court, Thomas Hutchinson, 49, 
cable jointer, was charged, on remand, with converting to 
his own use and benefit the sum of £187, received by him on 
account of the members of the Islington Borough Council 
Electricity Department Sick and Benefit Society. He was 
committed for trial at the Central Criminal Court. 

E 
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. Bankruptcy Proceedings.—EnNEsT Fawcett, 20, St. Anne 
Street, Liverpool, electrica! and. heating engineer.—The public 
examination of this debtor was held on February l5th at 
the Court House, Victoria Street, Liverpool. The statement 
of attairs showed unsecured liabilities of £349 against net 
assets 14s. 114. Questioned by the Assistant Otticial Receiver, 
debtor said that he filed his own petition. It appeared that 
he served an apprenticeship as an electrical, heating, and 
hydraulic engineer, and afterwards for some years he worked 
tor various urms of engineers. In August, 1920, he became 
connected with an electrical company, in which he invested 
£500, and of which he was appointed a director. The com- 
pany carried on business at 20, St. Anne Street, Liverpool. 
1% was not successful, and went into voluntary liquidation on 
June Ist last year. Debtor believed that the liquidator had 
realised the whole of the assets. He stated that he found 
out that the company was not a success about January or Feb- 
ruary last year. 1% had improved considerably when the 
heating department wae taken on, and debtor became surety 
for a bank overdraft of £500, along with two other directors. 
He estimated that £250 of that would rank against his estate 
for dividend. In August, 1921, he commenced business in part- 
nership with another gentleman, who found all the capital of 
£950. 'The business was similar to that of the company, and 
it was successful until January this year. According to the 
terms of the partnership it was to be dissolved on the bank- 
ruptcy of either partner. The condition was that the surviving 
partner should take over the business with all the debts and 
assets. Proper books of account had not been kept. The 
whole of the household furniture was claimed by debtor's wife. 
The examination was closed. 

C. PoLLARD, electrical engineer, 19, Corporation Street, 
Halifax.—Receiving order made February 14th on debtor's 
own petition. First meeting, February 94th. Public examina- 
tion, March 94th, both at the County Court, Halifax. 

T. Davison (Radio Technical College), 30, Falkner Street. 
Liverpool.—Receiving order made February 15th on debtor's 
own petition. 

Н. TnRvELOvE (H. Truelove & Co.), electrical engineer, 19, 
Shepley Street, Stalybridge.—First meeting, March 3rd, at the 
Officia] Receiver's Offices, Manchester. Public examination, 
March 6th, at the Town Hall, Ashton-under-Lyne. 

A. R. МевсЕтт, electrical engineer, 45, Thrumpton Lane, 
East Retford, Notts.—Trustee: Mr. F. C. Brogden, Official 
Receiver, 10, Bank Street, Lincoln. Released January 19th. 

Epwin Growpbon La4NasronD, 24, Bar Street, Burnley, late 
74, West Gate, Burnley, electrician.—The following are credi- 
tors :— 


. £ 5 £ 
Butterworth, C. ... 27 Newshulme, J bu — .. 190 
Raldwin, S. 13 Sharples (exors. of) EP .. 60 
Сеин. To... - W Smithson (F.) & Sons .. . .. R 
Nersholme, Mrs, ... à 36 Levi, Todd axi is Wc. 24 
Pollard, Ellen jud “ 11 Whende, J. TT ee .. 20 


MIHILL LORAINE SLAUGHTER, 91, Victoria Street, S. W.—This 
debtor attended at the London Bankruptcy Court on Tuesday 
before Mr. Registrar Mellor for public examination upon ac- 
counts showing total liabilities £12,688 (unsecured £10,898) 
and assets valued at £2,210. In the course of his evidence, the 
debtor said a company was registered in March, 1920, as 
'" M. L. Slaughter & Co., Ltd.," to acquire and carry on his 
agencles. In August, 1921, the company purchased from the 
Astral Intensifier, Ltd., for £2,000 in shares the exclusive 
British rights for the manufacture and exploitation for five 
years of an intensifier or reflector for electric lamps, of which 
the Astral Co. held the patents. Ніз company agreed to 
manufacture and sell 250,000 intensifiers per annum, and to 
pay s royalty of fourpence on each one to the Astral Co. 
Subsequently his company appointed Overseae Contracts, Ltd., 
to be their selling agents for the whole of Great Britain, pro- 
vided they sold 500,000 intensifiers per annum. The retail 
'price was fixed at three shillings; they manufactured the re- 
flector at one shilling (out of which they had to pay four- 
pence to the Astral Co.), and sold it to the Overseas Con- 
tracts, Ltd., for two shillings. Had this contract been carried 
through his.company's profits would have been about £10,000 
per annum, but the Overseas Contract Co. failed to carry it 
out, and went into voluntary liquidation in April, 1921. Owing 
to that failure witness's company was unable to meet its obli- 
gations, and also had to go into liquidation, and that in turn 
brought down witness, he having incurred heavy liabilities on 
behalf of the company. The inquiry was concluded. | 


Company Liquidations.—FRanK Rawciirre & Co., LTD.. 
electrical factors, 8, Nunn Street, Newcastle-on-Tyne.—A . 
meeting of creditors was held on February 16th at 50, Gresham 
Street, Е.С. The chair was taken. by Mr. W. Brittain, the 
liquidator under the voluntary winding-up. А statement 
of affairs reporting the position as at January 30th 
last showed liabilities to unsecured creditors £14,325, while 
the assets, after allowing £204 for preferential claims, were 
estimated at £11.329. The assets comprised stock-in-trade, at 
present prices £9,282; trade fixtures, fittings, utensils, &c., 
estimated to realise £5296: good book debts, £1,359: and bad 
and doubtful debts, £1,452, estimated to produce £366. There 
was therefore an estimated deficiency disclosed of £2,996, , 


while as regards shareholders the total deficiency was £11,466. 
It was stated that the issued capital of the company amounted 
to 45,470. The company was tormed in April, 1921, and took 
over the existing business ot Mr. Kuwclifle. ‘the business had 
been successfully carried on for some years by Mr. Hawclitle, 
and the company took over all his liabilities. Mr. Rawelitie 
Was now в cash creditor for £3,500. ‘Lhe stock had been care- 
fully listed and marked down to current prices, and Mr. Raw- 
cline expressed himself as being confident that had adaitional 
capital been procured for the business the concern would have 
continued satisfactorily as in the past. The shareholders dis- 
cussed the position, and decided that the only thing to do 
was to go into voluntary liquidation. He (the liquidator) was 
mstructed, on behalf of the directors, to submit an ofler to 
the meeting of lUs. in the £, and it was proposed that there 
shouid be a scheme for the transfer of the whole of the assets 
to à new company, and that a debenture should be issued 
in respect of those assets for an amount necessary to pay the 
composition referred to by instalments of 2s. 6d. each at 
three, six, nine, and twelve months. The debentures would 
no doubt bear interest at 5 per cent. or some similar rate. 
In consideration of the creditors accepting this scheme, Mr. 
Rawcliffe would suspend his claim of £3,500 for the time 
being. In reply to a creditor, the chairman said that the new 
company would really be Mr. Rawcliffe himself. One creditor 
pointed out that the assets amounted to £11,000, and 
1& was now proposed that 10s. in the £ should be paid. He 
would like to know whether that was the proposition. 

Mr. Houston pointed out that the way to regard the 
matter was rather what would happen if the assets were 
realised by forced sale, and suggested that he would be a 
bold man who would say that in these circumstances the 
assets would realise any such figure as 10s. in the £. The 
creditors would be well advised to consider the fact that they 
would be able to regard the company in the future as a 
solvent company carrying on business under much better 
conditions, and it would be a great disadvantage to break up 
the business if another and better course could be found. - 

Several creditors asked questions with regard to the stock. 
and on seeing the stock figures said that they could not agree 
а. the figures put forward represented the trade figures to- 
ay. i 

After some discussion it was resolved, on the motion of 
Mr. Houston, representing Stella Conduits, Ltd., seconded 
by Mr. C. G. Poppleton, representing other creditors, that the 
liquidation should be continued with a committee of inspec- 
tion consisting of Mr. Maurice (Catchpole & Maurice), Mr. 
E. A. Ingold, and the representatives of Stella Conduits, 
Ltd.; Mr. Joseph. of Messrs. Joseph & Co.. and Callender's 
Cable and Construction Co., Ltd. Tbe following are credi- 
tors :— | 


B.T.T. Electric Lamp & Acces- Metallic Electric Eng. Co. `.. 
i i .. 591 Whitehouse (W.) & Co., Ltd. ... 


sories 


£ £ 
Allan & Co. ie es wee) 13 Shaw (G. C) & Co. . 22 
Bankers - ET ..9,983 Torby & Co. ыз T" 3l 
Bainbridge & Co. .. ]11 Walker (H.) & Sons, Ltd. .. 27 
Favell & Co. i vs .. 154 Law Accident Insurance Society 75 
Wilkinson & Simpson  ... .. 14 Chloride Electrical Storage Co. 15 
Atkinson, T. m AT .. ll Baxendale & Co. ... та "EE 82 
Catholic Home Journal |... .. 11 Northern Stcel & Hardware Со. 95 
Crossley (Т) & Co.  ... .. 11 Rawcliffe (W. T.), Ltd. $us X 
Alliance Box Co. su -.. 48 Alderson & Glyde dis 14 
Attwater & Sons m .. 45 Canning (W.) & Co., Ltd. 372 
British Thomson-Houston Co. ... 29 Eaton S.) & Sons з 60 
British Insulated & Helsby Heath (S.) & Sons ёё 62 
Cables T . 16 Joyner (C) & Co. ` 30 
10 
E а ES 18 
Cable Accessories Со. ... e. 135 Cryseleo, Ltd. = 21 
Callender's Construction Co. ... RO Carron & Co Pis ais 30 
Catchpole & Maurice, Ltd. .... 234 Electric Accessories Со. RI 
British. Driver. Harris Co. e. 486. Ingold, Ltd. i 628 
Efandem Co. ise ys .. 120 Kent & Co. ike $us .. 210 
Enfield Ediswan Cable Co. ... 148 Middlesbrough Steel Tubes and 
Enplish Electric and Siemens Conduits Co...  -'.. — 
Supplies M e ane .. 90 Phoenix Supply Co. Pu seer M 
Falk, Stadelmann & Co. .. 88 Preston, Mrs. kg 97 онар .. 500 
Jerrard, Darby & Clegg ... .. 21 Satchwell & Gettings —... "ir 233 
Johnson & Phillips £u .. 398 Rawcliffe. F. сез we, eee 9,900 
Joseph & Co. а sive .. 188 Rhodes Motors, Ltd. ... e. 900 
Leach & Co. whee Ww .. 16 Robson, T. R. я Ds tee 319 
Lowe & Sons us "T .. 53 Sanders (W.) & Co. ex e. 48 
Newburn. Ellis & Co. ... .. 17 Robb Bras. (Glasgow), Ltd. ... 76 
Morley, Ltd n ny .. 13 Scupham & Wood ... T e. 10 
Moue, Claire & Co. Vies .. 12 Stella Conduits Co. aes .. 247 
New Italian Art Assn. ... .. 26 Smith (F.) & боп... TT .. 1l 
Roberts (T. R.), Ltd. ... 0 47 Smith, Н. W. y СА T 
Rawlplug Co. vai e. 5e 37 Underwood (Manchester), Ltd. ... — 42 
Siemens Bros. " 23 


R. B. Нахр & Co., LTD., in voluntary liquidation.—The 
joint liquidators (Messrs. P. J. Hooper and W. A. J. Osborne) 
report that the realisation of the assets in this matter has now 
been practically completed. The committee of inspection has 
confirmed their accounts. The liabilities have increased some- 
what. In connection with the book debts, there were a large 
number of discrepancies, which resulted in a smaller value 
being realised. A first and final dividend of 9s. 2d. in the 
£ is now being declared. 

CAnBURATION (TEMPERATURE CONTROL), Ttp.—Winding up 
voluntarily.  Tiquidator: Mr. R. H. Porter, Austin Friars 
House, E.C. Meeting of creditors, February 97th. | 

Remco Carson Co., Lap.—Winding up voluntarily. Liaui- 
dator: Mr. R. Crane, 46 and 47, London Wall, E.C. Meeting 
of creditors, March 2nd. | TON 
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WESTINGHOUSE METAL FiLAMENT Lamp Co., Lrp.—Meeting 
called for March 21st at 2, Norfolk Street, Strand, W.C., to 
hear an account of the winding-up from the liquidator, Mr. F. 
Owen. 

SHERARDIZING SYNDICATE, LTD.—Meeting of members, March 
Znd at 70, Chancery Lane, W.C., to hear an account of the 
winding-up from the liquidators, Messrs. P. J. R. Warner and 
C. J. Jones. 

NaTIONAL ENGINEERING Co., Lrp.—Winding up voluntarily. 
Liquidator: Mr. A. N. Dudley Smith, Norfolk House, 
Laurence Pountney Hill, E.C. 

RUSHMORES (1919), Lirp.—Winding up voluntarily. Liqui- 
lator: Mr. T. D. Addis, 26а, Peterborough Road, Parsons 
Green, S.W. 

WELDING, Son & Co., Lrp.—Winding up voluntarily. 
Lijuidator : Mr. C. Hodgson, 70, Central Buildings, 41, North 
Jenn Street, Liverpool. A meeting of creditors was called for 
rebruary Brd. 

Heabs ELECTRICAL, Ltp.—Meeting, March 22nd, at 151-152, 
North Street, Brighton, to hear an account of the winding up 
irum the liquidator, Mr. A. E. Orbell. 


Dissolution of Partnership.—UniversaL SCHOOL or TELE- 
GkAPHY, 835, Oxford Road, Manchester.—Messrs. G. G. 
Boulaye, J. Griftin, and C. V. Morris have dissolved partner- 
ship. Mr. Gritlin will continue the business under the saine 
styk and ab the same address. 


Trade Announcements.—The business known as the 
THANET ELECTRICAL Co., 262, Northdown Road, Margate, will 
in future be known as the MARGATE AND DISTRICT ELECTRICAL 
s ira and will be under the control of Mr. J. M. Keenan, 


Catalogues and Lists.— Messrs. OLDHAM & Son, Lrp., Den- 
ton, near Manchester.— Descriptive circular, No. 139, dealing 
with and illustrating the ‘‘ Oldham " miners’ electric safety 
vap lamp. 

MESSRS. ARCHIBALD Low & Sons, Lro., Merkland Works, 
Partick, Glasgow.—Catalogue No. Е.С. 5122, giving illustra- 
tins and prices of *‘ Highlow ” electric heating and cooking 
appilances. ME 

MrssRs. SHENTON & Co., Lro., 68 & 69, Shoe Lane, E.C 4. 
—A net trade price list (No. 122) of electrical accessories, in- 
cluding wires and cables, adaptors, lampholders, conduits, &c. 

Messrs. E. P. ALLAM & Co., 107-109, Gray's Inn Road, 
W.C.1.—February stock list of a.c. motors of from 1 to 50 h.p. 

Messrs. JonusoN & PuHriLLIPS, Lro., Charlton, S.E.7.— 
“ Transformer Abstracts '" No. 5, describing the dispatch, in- 
stullation, and maintenance of transformers. Also No. 6, 
ihich. deals with the methods employed in the drying out of 
vil transformers on site. 

MESSRS. DRAKE & GORHAM WHOLESALE, LTD., 67, Long Acre, 
W.C.2.—Pamphlet No. 335, giving details, prices, and nuiner- 
ous illustrations of ironclad switch- and fuse-gear, wall plugs, 


«c. 

British INSULATED AND HELsBY Castes, LrTD., Prescot, 
Lancs.--Catalogue No. P 172, containing well-illustrated de- 
“riptions of electricity meters, including several prepayment 
US Tes. 

fug Enectric Hratixa Co., George Street, Croydon.— 
Mareh price list of " Elect ” irons, kettles, and fires. Illus- 
trated. 

Tur Revay AUTOMATIC TELEPHONE Co., 1 тр., Marconi House, 
Strand, W.C.2.—A postcard illustrating an ‘К. A. T." 50- 
line switchboard and two examples of desk instruments. 

X-Rays, Lap., 11, Torrington Place, Gower Street, W.C.1.— 
An ulustrated booklet dealing with deep X-ray therapy. Ex- 
amples of apparatus for this purpose are shown and details 
and prices are given. 

Messrs. Боүгеѕ, Lrp., Irlam, near Manchester.—An illus- 
trated and priced catalogue of condensers, feed-water heaters, 
calorifiers, steam kettles, air heaters, steam traps, &c. 

Mrssns. C. IstLER & Co., of Bear Lane, Southwark Street, 
London, S.E.1, have sent us one of their wall sheet calendars 
for 1922, upon which there appears a number of interesting 
pictures of well-boring operations through London soil and in 
various other places at home and abroad. 


Italian Trade Ship.—The King of Italy's yacht, '' Trina- 
eri," is to visit the Thames during the present summer: 
She has been lent to an Italian industrial federation for the 
display of Italian products in all parts of the world. Al- 
though not so suitable for the purpose as the British Trade 
Ship will be, says the Evening News, Southern buyers are 
attracted to the “ Trinacria " by her former associations. 


Electrification of Railways.—The question of the electri- 
fication of railways in the london area, & project involving 
an outlay of about 4£17,000.000, was before the Industrial 
zronp at a meeting at the House of Commons on February 
‘th. Sir William Pearce, M.P., was in the chair, and there 
‘vere about 32 members of Parliament present representing 
trading communities and trading organisations. Sir William 
Forbes. of the Brighton Railway, and Mr. Tempest. of the 
Ssuth-Eastern Railway, also attended. After a long discus- 
sion on the proposals of the railways for electrification, a 
comrnittee was appointed, consisting of Sir Alexander Rich- 
ardson, Mr. А. M. Samuel, Mr. Frederick Wise, and Mr. Р. 
J. Hannon, to examine the proposals. and to report at a 
further meeting of the group next Mondsy.—Financial News. 


Book Notices.—'' Mechanical World Electrical Pocket Book 
for 1922."— Manchester: Emmott & Co., Ltd. Price 2s. net. 
—[he new features embodied in the latest edition of this 
useful publication include а lengthy section on * Power 
Station Construction and Operation," and another on '' Elec- 
tric Hoists " dealing with their construction and installation. 
The section on “` Switchgear and Switchboards " has been 
rewritten and enlarged. 

“ Manuale per il Collaudo Macchine Elettriche,” by Ing. G. 
Bianchi. Milan: Ulrico Hoeple. Price 1.18.50. 

'" Electrical Engineering Testing," by G. D. Aspinall Parr. 
Fourth edition. Pp. xu+69L; 496 figs. London: Chapman 
and Hall, Ltd. Price 168. net. | 

'" Science Abstracts ” A & В. Vol. XXV, No. 289. Part 1, 
January 3lst, 1922. London: E. & F. N. Spon, Ltd. Price 
2s. 6d. each. 

'" Mechanical Testing," by R. G. Batson and J. H. Hyde. 
Vol. I. Testing of Materials of Construction. Pp. хш+413, 
258 figs. London: Chapman & Hall, Ltd. Price 21s. net. 


Unemployment.—4A further decrease in unemployment is 
shown in the Ministry of Labour returns for the week end- 
ing February 7th, when the total number of unemployed 
persons was 1,892,129, as compared with 1,905,933 in the pre- 
vious week. | 

German Trade with Australia.—It is announced that the 
Commonwealth Government has finally decided to remove 
the embargo upon the importation of goods from ex-enemy 
nations as from August Ist. In the meantime the existing 
anti-dumping measures will be reinforced by further {аг 
legislation if this is found to be necessary. British and 
Australian goods will be protected from unfair competition. 


Brazilian Tariffs.—Under a recent amendment of the 
Brazilian Customs tariff the import duty on static electric 
transformers cooled by oil, water or air is now as follows: 
weighing up to 900 kg., 600 reis per kg.; weighing over 200 
und less than 400 kg., 400 reis per kg.; weighing more than 
400 kg., 150 reis per kg. 


Ediswan Social.—A social and dance, on a large scale, 
organised by the staff of the Edison Swan Electric Co., Ltd., 
and open to all the Ponders End Employés, was held at the 
works on February llth, about 900 attending. The Girls’ 
Dining Hall, a huge building capable of normally seating 
about 1,500, was cleared and transformed into a very credit- 
able imitation of a Palais de Dance. The other entertain- 
ments provided were two concerts, one by Mr. A. P. Ambler's 
party, and the other by the Ediswan (Girls’) Musical Society 
and Orchestra; a fine up-to-date kinema, which showed two 
splendid programines; and numerous "'side-shows."' 


Chinese Notes.—The Tung Eu Telephone Co. of Peking 
has been granted registration by the Ministry of Agriculture 
and Commerce. 

The Yau Hua Electric Co., of Hsuchow, was established 
in 1905. Three new plants have been installed and a new 
building erected, which was completed on December 27th. 
It is estimated that the three plants supply 30,000 lights. 

The merchants of Hokow, Yunnan, have raised $20,000 for 
the establishment of The Hokow Electricity Co., Ltd. 


Wages and Conditions in the Tramway Industry.—A 
meeting of the National Industrial Council for the Tramways 
Industry was held in London on February 15th to consider 
the report of a special committee appointed to revise the 
National Agreement of 1919, with particular reference to the 
clauses relating to the guaranteed week. It was stated that 
while the undertakings generally were agreeable to the re- 
tention of the normal 48-hour week, they desired certain 
modifications in the terms of the guaranteed week. Аз 
agreement could not be reached, the Council decided to meet 
again on March 3rd. The Council has adopted a scale of 
wages and bonus for employés of various ages below 21 years., 

On February l7th a national delegate conference of the 
tramway section of the Transport and General Workers’ 
Union declared that it would not accept the employers’ draft 
agreement even as a basis for discussion, and any attempt 
to enforce it would be met by '' drastic action ” to safeguard 
the principle laid down in the March, 1919, agreement. 

A meeting of Scottish delegates resolved on the same day 
not to permit the application of the draft agreement to Scot- 
land. 


Meeting of Creditors.—Lawronp, Ross & Wurrr, electrical 
engineers, 108, Woodlands Road, Glasgow.—Meeting of 
creditors to be held to-dav (Friday) at the offices of James, 
Wilson & Gough, 135, Wellington Street, Glasgow. 


Extended Payments for X-ray Equipment.—The difficulty 
encountered bv numerous radiologists and hospitals in raising 
the necessary funds for the purchase of X-ray equipment has 
led X-Rays. LTD., to institute a system of extended payments 
for its products. All such transactions are conducted with the 
strictest privacy; they are not handed over to a finance 
corporation, but are carried out by the firm itself.. X-Rays,- 
Ltd., also has a scheme of insurance of X-ray tubes.  ; 
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Swiss Railway Electrification Contracts.—A special corre- 
spondent of The Times Trade Supplement at Geneva states 
that in the electrification of the St. Gothard line only Swiss 
firms were, for patriotic reasons, allowed to tender for the 
supply of cables. German offers, which were considerably 
cheaper, were rejected. " Now that new tenders are being 
invited, foreign firms will be allowed to compete. It appears 
that the Swiss electric cable makers labour under the dis- 
advantage that there is no testing plant in the country for 
the size of cable in question. It would seem to be а good 
opportunity for English cable manufacturers to approach the 
Swiss Federal Railways, for Switzerland is preparing the elec- 
trification of а network of 3,000 miles, of which 1,800 miles 
are lines bearing fast traffic. In the National Parliament a 
Deputy from Basel recently asked the Government to study 
the question whether it will really pay the Federal Railways 
to electrify branch lines, particularly in view of the fall in 
the price of coal. The cables and overhead equipment are ex- 
pensive, and there are many branch lines in the country 
with only six or eight trains daily. The matter is now being 
investigated, and the decision will influence Switzerland's 
future position in the international coal market.” 


An Illumination Calculating Chart.—THe EDISON Swan 
EuEcTRiC Co., LTD., has issued a chart by means of which the 
number of lamps required to give a certain intensity of illu- 
mination for various areas may be calculated. The watt- 
lumen value of vacuum and gastilled lamps of different sizes 
and voltages 15 given 1n a table. 


1 

Locomotives for French Railways.—4A correction has now 
been issued in Faris of the report alleging that the French 
State Railway authorities had placed an order with a Swedish 
company for the delivery of 30 electric locomotives. It is now 
said that the contract has been awarded to the Société Fives- 
Lille, which proposes to use motors of a Swedish type, for 
аа the company holds a licence, and to construct them in 

ance. ` | 


German Competition in France.—One of the directors of a 
company in Paris 1s reported to have stated that the latter 
recently invited tenders from French, Swiss. and German 
firms for the supply of certain electrical machines. The two 
former quoted a price of 670,000 French francs, and the latter, 
which received the order, tendered at 175,000 fr. 


A New Showroom.—Messrs. TROUGHTON & Үоска, elec- 
trical contractors, have recently opened, as a new branch of 
their business, a new demonstration showroom at 143, Knights- 
bridge, S.W.1. The situation is an excellent one, being upon 
the dividing line between the West End and the south-western 
residential area. А large double window is dressed to attract 
the passer-by. In one side à washing machine is shown in 
motion and upon the other side appears a collection of cakes 
and pastry cooked electrically in the showroom. Each branch 
of electrivity’s usefulness is well demonstrated. The firm's 
policy with regard to electric cooking, washing and cleaning is 
to select the appliances, in each case, which, in the firm's 
opinion, are the best of their kind, instead of a large collection 
of various makes. We are informed that the eelection has been 
made after careful comparison by experienced men, special re- 
gard having been paid to reliability, efficiency, and cheapness. 
The lighting fittings are varied, as are also the smaller devices 
shown. While the showroom is to be a permanent one, the 
demonstration side is temporary, although prospective pur- 


chasers wil always be enabled to examine appliances in 


operation by arrangement. 

Messrs. Troughton & Young wish, by their example. to 
rouse other electrical contractors to the necessity for employ- 
ing this means of popularising the use of electricity, and also 
to show that they realise that the contractors' activities should 
not be confined to installation and mere agency work. 


For Sale.—By direction of the Disposal Board. Messrs. 
HALL, WATERIDGE & Owen, Larp., will sell by auction on 
March 8th and 9th, at Monkmoor Aerodrome, near Shrews- 
bury, machinery, plant, electrical equipment, stores, &c. 

Aldershot Urban District Council electricity department in- 
vite offers for two new Babcock type superheaters complete, 
two Willans-Parker 80-EW steam sets, and one 135-kW Carels- 
Peebles Diesel eet. 

Ву direction of the Disposal Board. Mrssrs. Блром AND 
LockwooD will sell by auction at H.M. Factory, Langwith. 
Derbyshire, on March 14th to 17th, electrical power plant, 
machinery. stores, &c. (See our advertisement pages to-day.) 


Export Credits.—The Export Credit Department reports 
that up to December 31st, 1921, it had sanctioned £3,060,780 
in advances. of which £1,419,910 had been taken up and 
£45,395 repaid. Guarantees to a total of £1,976,884 had been 
sanctioned and £255.537 had been taken up. Credits sanc- 
tioned amounted to £1,016,000 and £7,929 had been taken up. 


The Johannesburg Strike.—Although no agreement has 
been reached between the employers and miners on the Rand. 
16 is reported that the men are returning to work in large 
numbers, and in some cases the mines have their full com- 
plement. The Government has announced its intention of 
setting up an impartial board to investigate and report upon 
the whole matter. 


Birmingham Efficiency Exhibition.—We have received 
a prospectus of the Industrial and Commercial Etticiency Ex- 
hibition which 15 to be held at Birmingham from May ith 
to June 3rd. The many subjects represented will include 
smoke abatement, roads and transport, fuel conservation, 
works management, welfare work, publicity and sales, &c. 
The exhibition, which is to be held at Bingley Hall, is being 
organised by the Birmingham Chamber of Commerce. 


Swiss Operations in Poland.—U nder the title of “ Polish 
Electrical Undertakings Brown-Boveri Companies," a new 
Joint-stock company has been formed to take over the War. 
saw branch of the Swiss firm, Brown, Boveri et Ci. 
The principal aim of this undertaking is the manufacture of 
dynamos and other electrical machinery in Poland. For this 
purpose the company has acquired large estates іп the 
vicinity of Warsaw.—Manchester Guardian. Commercial. 

New French Company.—The Société Centrale de Dis 
tribution d'Energie is tne style of a company launched by the 
Electrification Industrielle and the Société Commerciale du 
Verre to undertake the acquisition und working of electric 
lighting and motive power concessions. The new company’s 
capital is 100,000 fr., and its offices are at 12, Boulevard du 
lemple, Paris. 

Engineering Unemployment.—Unemplovment among the 
members of the Amalgamated Engineering Union remains at 
a serious level—22 per cent. of the membership—in spite of 
small decreases. The Manchester Guardian states that no 
less than £2,162,387 was paid out to unemployed members 
during the latter half of 1921. The Council of the A.B.U. 
points out the benefit to the пайоп secured by this co-opera- 
tion of the men themselves. , 


Tramway Undertakings and the Penny Fare.—The Muni- 
cipal Tramways Association is of the opinion that the heavy 
losses incurred by the L.C.C. and other authorities owning 
tramway systems are due to the restoration of penny fares. 
It is recoguised that the 14d. fare 16 unattractive to the 
public, and the Association has therefore declared itself ш 
favour of the decimalisation of the shilling, the penny becom- - 
ing a tenth part. It is considered that such a сош would 
be willingly paid by passengers. 

The Wimbledon Case.—In response to a petition from a - 
large number of burgesses asking that a town's meeting 
be called to consider the dismissal of Mr. Tomlinson Lee from - 
the post of Borough Electrical Engineer, the Mayor of Wim- 
bledon states that the Council represents the people and 
conducts their business, and if ratepayers are not satisfied 
with the Council they can refuse to re-elect the members 
at the next opportunity; he thinks the calling of a town’s 
ineeting could bring forth no useful results. 


Workmen's Compensation Acts.—Inquiries received at 
the Home Office indicate that considerable uncertainty 
exists among employers and workmen as to the duration of 
the Workmen’s Compensation (War Addition) Acts, 1917 aud 
1919, and the Home Secretary points out that these Act 
(which were originally due to expire six months after the end 
of the war) have been continued in force by the Expiring 
Laws Continuance Act, 1921, until December 3lst, 1922.— 
The Times. 


Women’s Wages in Government Engineering Works.— 
The Industrial Court issued its award on Saturday, granting 
an application by the ofticial side of the Engineering ‘Trade 
Joint. Council for the reduction of the wages of women em- 
ployed by the War Department in engineering establishments 
by 2s. 6d. per week. The total number of women concerned 
is just over 300. "Ihe present rate in the Woolwich and Entield 
establishments is 35s. 6d. per week, and. at Farnborough 
34s, 6d. per week. The reductions will come into force next 
pay day. А claim by wiremen in the Admiralty dockvards for 
an increase of 2s. per week in the rates was allowed by the 
Court.—Manchester Guardian. 


Steel Works to Close.—According to dailv Press reports, 
an official announcement has been issued by Sir W. G. Arm- 
strong, Whitworth & Co., Ltd., stating that owing to the 
high cost of production, they are closing down the steel works. 
forge and stamping department. Between 800 and 900 men 
will be dismissed. 'The department will be reopened when 
sufficient orders at remunerative prices are secured. 


The “ Priestman " Scheme.—At the annual meeting of 
the Higher Production Council, which was formed to miake 
known the system of '' Collective bonus on output, ' intro- 
duced by Messsr. Priestman's, Ltd., if was stated that 24 
businesses had adopted the scheme, 17 had introduced modi- 
fications of it; 40 other scheines—although not quite on the 
same lines—have also resulted from a study of this sehem». 
The Higher Production Council was formed to discover 
“© some method of satisfying the wish of those who felt that 
industries should be so conducted as to give the workmen 
employed in them a share in the profits in addition to their 
wages, and some voice in the control of the conditions under 
which they worked. '—Co-partnership. 


The British Industries Fair.—The secretarv of the Fair 
informs us that most of the railway ccinpanies are running 
special excursions to London for visitors to the Fair, in addi- 
tion to their usual excursions, from a number of provinc! 
towns. Particulars can be obtained from the railway offices. - 
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LIGHTING AND POWER NOTES. 


Aylesbury.—Lo4N.—Applieation has been made by the 
Town Council for sanction to a loan of £7,400 for meters and 
for the wiring of houses. 


Barrow:in:Fuarness.— EXTENSION OF SuPPLY.—AÀs a result of 
the discontinuance of gas supply to the districts of Rampside 
and Roa Island, by the Furness Railway Co., the barrow 
Borough Electrical Engineer has been asked to have a canvass 
taken of the residents of the districts with a view to ascer- 
taining the number prepared to take electricity, and the 
amount they are prepared to guarantee, in order that elec- 
tricity may be supplied to the districts. He has also been 
instructed to visit the Furness Railway Co. and to submit a 
report and estimate of the cust of the scheme. 


Bradford.— New Puant.—Jne Advisory Sub-Committee has 
recommended that in order to cope with the anticipated 
demand for electricity next winter, two converters of 
Law kW each be installed at the main generating station, 
and that application be made to the Electricity Commissioners 
for sanction to borrow the necessary amount to cover the 
cost. 

Canada.— WATER POWER SCHEME.—Work has cominenced on 
the harnessing of the Skagit river, which, when completed, 
will generate electricity for the City of Seattle. A tunnel, 
?) miles in length, is being constructed, through which the 
l pper Skagit river will be diverted during the building of a 
large dam, when the tunnel will be used as a penstock in 
which turbo-alternators will be installed. The work, which 
will not be completed before next ы will provide ети- 
ployment for 500 men. 


Cardiff.—Nr:w Praxt.—In order to meet the increased de- 
mands for electricity, the City Council is installing three new 
boilers, complete with accessories, at an estimated cost of 
£90,300. 

Clown (Chesterfield).—ErrcrRICciTY Suprry.—The Rural 
District Council is applying to the Bolsover Colliery Co., 
and the Shircoates Colliery Co., for a supply of electricity to 
the district. 


Continent2!.—Norway.—The Norges Handelstidende re- 
cently published a review of the State hvdro-clectric develop- 
ments. The first works to be constructed by the Government 
was that at llakavik, which will be partly completed this 
vear. The initial punt at Hakavik will comprise four 5,000- 
b.p. turbines driving 2,700-kW single-phase generators produc- 
ing current at 3,500 ү, 15-104 cycles. The pressure will be 
raised to 66,000 V, and the power will be taken a distance of 
31 miles to Asker, from whence it will be distributed. The 
Glomfjord works, commenced in 1912 and sold to the State 
in 1915, has at present two large sets supplving 92.000 kW of 
25-cvele energy continuously. A contract was made with the 
Glomfjord Smelting Works Co. whereby this company agreed 
to take surplus power from the works. As the company was 
compelled to shut down a year ago, the State has incurred 
a deficit on this undertaking. The station is designed for six 
«cta of from 25,000 to 27,500 turbine h.p., and the Government 
is faced with the task of finding a market for this power. 
A further State works is the Morkfos station, where it is 
proposed to install 13 sets with an aggregate of about 160,000 
turbine h.p. The first section, which is expected to be com- 
pleted by 1924, will comprise six sets developing 60,000 h.p. 

BrnLGIUM.—La Société de l'Electricité du Nord de la 
Belgique has just decided on an increase of capital in order 
to extend its operations. Although the area covered em- 
braces a portion of the Provinces of Antwerp, Brabant and 
Western Flanders the company is only supplving power to 
67 towns and villages, and has only 24.000 clients for lighting 
or but 6 per cent. of the population. In connection with the 
developments, a new high-pressure line has just been estab- 
lished between Malines and Louvain. 


Douglas (I. of M.).—Evectricity CnHanGES.—The Electri- 
city Committee has adopted the two-rate system of payment, 
a smaller charge being made during the day-time, so as to 
encourage the use of electricity for power and other purposes. 
The committee has not yet considered the question of wiring 
private dwellings. 

Grampian Scheme.—The Chairmen of Committees of 
hoth Houses of Parliament have decided that the Grampian 
' Electricity Order and West Scottish Railways Group Order 
shall be proceeded with as private Bills. Other private legis- 
lation. including the Aberdeen Corporation Order, is to be 
dealt with as Provisional Orders. 


Harpenden.—Exectricity SuPPLY.— The Urban Council hae 
referred to a committee the question of a supply of electricity. 
At a meeting of the Council, on February 13th, the Clerk 
reported that negotiations between Luton Corporation and 
the North Metropolitan Co. for providing a supply were 
making good progress, and he advised the Council to give ite 
consent to the eupply of power in Harpenden. 


Hereford.—Loan —The City Council is applying to the Elec- 
tricity Commissioners for sanction to the borrowing of £1,722 
for mains and services. | 


cost. of new plant. 


engineer and his chief assistant. 


Hull.—Sus-CoMMiTTEE'S REPORT.—The sub-committee of the 
Electricity Committee, appointed to investigate and report 
upon the undertaking, has presented an interim report. ‘Lhe 
unsatisfactory financial position is due, it states, to the high 
cost of production, the cost of coal, wages, repairs, and main- 
tenance being excessive; to the exhaustion of the reserve for 
capital expenditure; to the failure of the committee to create 
a special reserve for deferred war-time repairs; to the failure 
of the committee to increase charges to keep pace with the 
cost of production; and to the under-estimation of the capital 
As regards the technical defects, the 
engineer reports that the new water-tube boilers need econo- 
nusers; the mechanical stokers are not etticient; and the 
shafts and chimneys are inadequate. As there is some dis- 
agreement upon these points, the services of an Independent 
consultant should be secured. A lack of discipline is reported ; 
this is due in a large measure to differences between the 
It is the sub-Committee’s 
opinion that the two officers cannot remain in their present 
positions, and the chief assistant, Mr. Mageris, being junior, 
should go; and also that the chairman and Major Bell (the 
chief engineer) cannot both remain in their present positions. 
The dismissal of an employé is also recommended. = In 
addition to the appointment of a consultant, it is also suggested 
that short visits be paid by a deputation to successfully- 
worked undertakings to study their systems. ‘The Electricity 
Committee is recommended to resign, and a new committee, 
consisting of ten persons only, is suggested. We learn that 
at a mee ting of the Council to consider the report, the chair- 
man of the Electricity Committee tendered his resignation. 


‘The Committee itself 1s remaining in office. 


Inverurie.— ELECTRICITY SUurPLY.—A scheme is under con- 
sideration for the supply of electricity to the town from 
Aberdeen, and Mr. J. E. Savers, electrical engineer, Glasgow, 
has been instructed to forward an estimate as to the cost of 

a supply of electricity to the town. 

Kilkee (Co. Clare).— ELECTRICITY SuPPLY.—4À committee has 
been appointed to consider the question of a supply of elec- 
tricity to the town. 

Kirkcaldy.—1,04N.—The Town Council has decided to bar- 
row £210,400 for electricity purposes. 

Lancing.— ELECTRICITY SurpPLy.— The Parish Coune il has ìn- 
structed the Clerk to obtain particulars from the Shoreham 
and District Electric Lighting & Power Co. regarding the 
supply of electricity to the district. 

London.—Sterney.—The L.C.C. is recommended to oppose 
the Borough Council’s application for an Order conferring 
certain powers regarding electricity supply upon it. The 
clause objected to is one which exempts the Borough Council 
in certain circumstances from proceedings for nuisance caused 
by sinoke from a proposed new generating station at Lime- 
house, in the neighbourhood of two L.C.C. schools. 

HAMMERSMITH.— The Electricity Committee recommends 
the institution of a '' restricted hours ” system of electricity 
supply. Consumers agreeing to pay a rental for a special 
time switeh and the cost of wiring, and having an installa- 
tion of not less than 6 kW, would be supplied at a flat rate 
of 14. per kWh during “ off- -ре: ak ’’ hours. 

Sr. Pancras.—Application is to be made to the J..C.C. for 
loans of £46,669 and £40,000 for additional plant at the 
power station and for mains, services, &c. The Council has 
already received the sanction of the Electricity Commissioners 
to borrow these amounts. 

Mid-Glamorgan.—.JOINT ELECTRICITY | ScHEME.—AÀ confer- 


ence, at which the Maesteg, Ogmore and Garw Councils were 


represented, has recently been held to formulate a joint 
scheme for obtaining electricity for lighting purposes. It is 
hoped that combination will ensure a cheaper supply than 
independent action. Negotiations .have been entered into 
with the South Wales Power Co. and Mr. Arthur Ellis has 
subinitted a report on the projected undertaking to the con- 
ference. The joint committee has decided to recommend to 
its respective Councils ‘‘ That the principle of a joint scheme 
for electric supply to the Ogmore, Garw and Maesteg Councils’ 
urban areas be agreed upon, subject to further report from 
the electrical expert.” 

Neath.—I.o0an.—Application is being made to the Electricity 
Commissioners for sanction to borrow £20,000 for the installa- 
tion of new generating plant. 

Pontypridd.—ExTrNsroNs.—The District Council has under 
consideration a proposal for the installation of a transformer 
at an estimated cost of £3.000. Owing to the increased 
demand for electricity, the Council has contracted for a sup- 
plementary supply from the Treforest Consumers’ Co. 

Price Reductions.—Charges for electricity have been 


reduced in the following districts: Darlington, Doncaster, 
Huddersfield, Taunton, and Wakefield. 
Rickmansworth.—IExXTENSION OF TIME.—The Electricity 


Commissioners have granted one year's extension, from July 


` 8186, 1921, for carrying out the Rickmansworth and Chorley- 
. wood Electric Lighting Order. 


The Colne Valley Electricity 
Supply Co., Ltd., is arranging for a supply of electricity in 
bulk from the Northwood Electric Light and Power Co. 
Runacorn.— New Svus-StaTion.—The Town Council has ap- 
proved of plans for a new electricity sub-station to be erected 


а Latchford Without. 
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Tilbury.—Prorosep New Power Station.—The Urban 
Council has renewed an application to the Port of London 
Authority for the provision of a refuse destructor and elec- 
tricity generating station at the docks, from which electricity 
can be obtained in bulk at a cheap rate. The Council has 
also instructed the Surveyor to go into the question. 

Walsall.—1.04N SANcTIONED.—The Electric Supply Commit- 
tee has received the sanction of the Electricity Commissioners 
to the borrowing of £3,070 for extensions to mains in various 
parts of the town. 

Westdate.—ExTENsioN or "TiME.—The Electricity Commis- 
sioners have informed the Parish Council that the Westgate 
and Birchington. Gas and Electricity Co. has been granted 
an extension of 15 months, to May 26th, 1922, for the com- 
pletion of the electricity works. 

Wellingborough.—RevocaTION OF OnbrR.—The Minister of 
Transport has revoked the Wellingborough (Publie Purposes) 
Electric Lighting Order, 1901, as from February 14th, 1922. 


TRAMWAY AND RAILWAY NOTES. 


Argentina.—RaiLway Evectrivication.—The Buenos Aires 
correspondent of the Financial Times, in a review of the situa- 
tion of the Argentine railways, states that the money recently 
raised by the Western Railway Co. will be utilised for carry- 
ing out the electrification of the Buenos Aires suburban lines. 
'!he company's line from the port to its goods terminus, а 
distance of tive miles, is also down for early electrification. 
Another projected electrification is that of the Great Southern 
loop to La Plata. 

Blackpool.—TRack RenxewaL.—The Electricity and Tram- 
ways Committee has decided to 1elay the tramway track on 
the promenade from Talbot Square to Wellington Road, the 
rails to be laid on sleepers instead of on concrete. The esti- 
mated cost of this work is £16,000. 

Canada.—HaAiL way  ELkcTRIFICATION.—In connection with 
the scheme for harnessing the Skagit river, it is intended to 


construct about 100 miles of electric railway in and around : 


Seattle. — Work on the erection of transmission lines has 
already commenced. 

Continental.—FuaNcE.— The shareholders in the Chemin 
de Fer Metropolitain de Paris have authorised the directors 
to issue loans up to 250,000,000 fr. for works which had to be 
suspended during the war. 

Norway.—The Commercial Secretary to H.M. Legation at 
Christiania reports that, according to the local press, it is 
proposed to commence immediately preliminary work on the 
two electric railways for which concessions have been granted 
to A/S “ Akersbanerne.” The Ostensjo line, which is to 
cover a distance of 5.2 km., is calculated to cost kr. 720,000 
per km., while the estimated cost of the Sognsvand line is 
kr. 700,000 per km. 

Dover.—RaiLLEss Traction.—Application is being made by 
the Corporation for power to run railless trolley vehicles 
on certain routes not already covered by electric tramways. 

L. B. & S. C. Railway.—Evectrirication.—Mr. Macrae, 
chairman of the company, speaking at the recent annual 
meeting, said that there was a serious falling off in the trafhe 
due to the competition of tramways and other road transport 
svstems. This could only be met by electrifying the 
suburban lines. The scheme had been fully worked out and 
the company was ready to place contracts immediately agree- 
ment among the members of the Southern railway group 
had been reached. Mr. Macrae considered that the Railway 
Act would have to be considerably modified. In reply to a 
" question, the chairman said that the present cost of the 
scheme would be about £10,000,000, as compared with 
£7,000,000 in 1913. 

Pontypridd.—V4urs AGRFEMENT.—Application is being 
made to the Rhondda Council for a reciprocal agreement of 
reduction in tramway fares on their respective systems from 
the point where they meet. ! 

West Hartlepool.—Raiturss Tracrion.—The Corporation 
has under consideration a proposal for the introduction of a 
railless trolley system on certain routes in the town. 


| л 
TELEGRAPH AND TELEPHONE NOTES. 


Treland.—New Carre Base.—The Commercial Cable Co. 
applied, on February 16th, to the Cork Harbour Commis- 
sioners for permission to establish a cable base at Queens- 
town, where a cable ship with a crew of 65 would be 
permanently stationed for repairs to the company’s Atlantic 


cable. The application was granted, subject to legal formali- 


ties.—The Times. 

.. Russia.—New WIRELESS Station.—A new wireless tele- 
graph station, built entirely by Russian workers, is nearing 
completion at Detskoje Selo, says the Westminster Gazette. 
The Telegraph Service.—CasLE Rates.—The rates of charge 
and routes for telegrams to Libya (Africa), Canada, the 
Persian Gulf, Venezuela, and the Willis Islets are set out in 


the London Gazette (Vebruary 17th), from which it appears 
that when messages are sent by the Marconi Co. there is а 
shght saving in cgst. 

The Telephone Service.—CoMMITTEE REAPPOINTED.— The 
House of Commons, on February 17Їһ, reappointed the 
Select Committee to inquire into the organisation and ad- 
ministration of the telephone service and the methods of 
making charges. 

SUBSCRIBERS.— The. Pos tinaster-Ceneral informed the House 
of Commons recently that the number of telephone  sub- 
scribers who had discontinued the service since the increased 
charges were imposed was 61,500, and the number of exten- 
sions surrendered was 55,000. More than half of those were 
due to normal causes. "Ihe number of new subscribers con- 
nected during the same period was 67,300, and the number 
of extensions fitted, 60,000. The net giin to the revenue Was 
about £155,000.— Daily Telegraph. 

United States.—Navar WinELEss.— The Senate on February 
Wth passed the resolution, already adopted by the House of 
Representatives, which extends the privileges of the naval 
wireless telegraph service to the Press for tive years.— b cst- 
minster Guzette. 

Wireless Telegraphy.— LONDON Sexvick.—The growing de- 
mand made upon the high-speed wireless services to France 
and elsewhere has necessitated the provision of increased 
facilities, and a new telegraph оћсе was opened by Marconi's 
Wireless Telegraph Co., Ltd., at Radio House, 2-12, Wilson 
Street, E.C.2, on February 19th. This will be the principal 
ofħce for the receipt of Marconigrams, will be the company's 
trattic headquarters, is in direct communication with all the 
Marconi wireless stations. and also with tte Maren te!- 
graph offices at Marconi House, Fenchurch Street, and the 
Baltic Exchange. Professional and business men are renting 
private telegraph and telephone lines to put them in direct 
touch with Radio House. This arrangement is particularly 
advantageous to those having business with France, because 
Paris messages will be sent automatically and at high speed 
direct from the transmitter at Radio House without any inter- 
mediate handling. 

HEBRIDES SeErRvIcE.—The telegraph cable connecting the 
Outer Hebrides with the mainland having been interrupted 
during recent storms, a temporary wireless service has been 
established between the wireless stations at Tobermory. Mul. 
and Loch Boisdale, South Uist, which are maintained for use 
In cases of emergency. The telegraph traffic with Stornoway. 
which is the centre of the fishing industry in the Outer 
Hebrides, is exceptionally heavy during th» Sshing season, 
but since the inauguration of the wireless service the whole 
of the traffic has been disposed of without delay. Post Oftice 
wireless stations are also available for use in the event of 
cable difficulties at Guernsey and Lerwick for communication 
with corresponding stations on the mainland. 

AN Imperran Link.—Wireless communication has been 
established between the Imperial Wireless Chain station near 
Cairo and the Leafield station in Oxfordshire. For some 
time previously Cairo had been receiving messages over the 
2.200-mile circuit from England. but tests in the dispatch of 
messages from Egypt have only just commenced, says the 
Daily News. , 

The number of wireless licences issued to amateurs for 
experiments in reception is 6,086, and in transmission 286. 
—The Times. 


CONTRACTS OPEN AND CLOSED. 


_ (The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice ’’ appeared.) 


OPEN. 


_Australia.— Mrtsournr.—April 29th. Electricity Commis- 
sion, 22,000-V, three-core cable and accessories for the Mor- 
well power scheme. (See this issue.) 


Belfast.—February 28th. Tramways Committee. Six or 
12 months’ supply of tramway stores, including electrical 
accessories, cable, lamps, &e. (February 10th.) 


Belgium.—April 11th. Municipal authorities of Dinant. 
Concession for the supply of electricity for hghting and 
power purposes in the town. Specification (10 fr.) from 
the Maison Communale, Dinant. 

GHENT.—March Hth. Municipal Council. Four self-pro- 
pelling electrical cranes and two floating steam cranes.* 


. Blackpool.—March 16th. Electricity Committee. H.p. 
switchgear and switch-room equipment for power house and 
sub-stations. Н.р. underground armoured three-core trans- 
mission cables. (See this issue.) 

Bristol.—March 17th. Docks Committee. Four 30- 
ewt. movable electric jib cranes. Mr. Т. A. Peace, engineer, 
Bristol Docks Committee, Avonmouth. Docks. 


*А copy of the plan. specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.l. | 
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Dundee.— February 27th. 
sets of converting machinery. 
manager and engineer. 

Edinburgh.—March 20th. Electricity Department Auxi- 
lary plant and pipework (Spec. No. 41). (February 17th.) 

Glamorgan.—March 4th. County Council. Installation 
of electric light (Henley system) at Bridgend police station 
and court, Cilfnydd police station and Llanharan police sta- 
uon. Mr. W. b. R. Allen, deputy clerk, Glamorgan County 
Hall, Cardiff. | 

India.—CatccuTra.—March 2th. Municipal Council. Eight 
electric lorries and motor-generator charging sets. Particu- 
lars from chief engineer to the Corporation.—Reuter’s Trude 
Service (Calcutta). 

Leeds.—February 27th. Tramways and Highways Com- 
mittee. Twelve months’ supply of electrical sundries. Mr. 
J. B. Hamilton, general and commercial manager, 1, Swine- 
gate, Leeds. 

Liverpool.—February 27th. Board of Guardians. Over- 
head electrical installation, Olive Mount Institutions, Waver- 
пее. G. W. Coster, Parish Offices, Liverpool. - 


London.— METROPOLITAN AsyLUMs Boarbp.—March 1st. In- 
stallation of electric lighting and power, telephones, and fire 
alarms; and continuous drying machine, for the Eastern 
Fever Extension Hospital, Homerton. (February 17th.) 

ST. Pancras.—March 7th. Electricity Department. E.b.p. 
ph. switchgear for two sub-stations. (See this issue.) 

BERMONDSEY.—March 9th. Board of Guardians. Six 
months’ supply of electric lamps. Mr. H. H. Cleeve, clerk to 
the Guardians. ' 

HAMMERSMITH.— March 3rd. Electricity Department. One 
-ton weighbridge for the Electricity Department. (See this 
issue.) ° 

Pertsmouth. — Electricity Department. Есопотіѕегѕ, 
steam pumps and circulating pumps. (lebruary 17th.) 


Rhondda.—April 3rd. Electricity Department. Supply 
of house service a.c. meters, cable, joint boxes, compound, 
cut-outs, &c., for 12 months. (See this issue.) 


Stockton-on-Tees.—February 28th. 
mittee. E.h.p., l.p.. and pilot cables. (February 17th.) 


Wigan.—March 13th. Electricity Department. Steam 
turbine, 5,000 KW, 3-ph. alternator and exciter, and surface 
condensing plant. (February 17th.) 


Electricity Department. Five 
Mr. H. Richardson, general 


Electricity Com- 


CLOSED. 


Aylesbury.—Town Council. Accepted:— 

Cables. (£295).—Hackbeidge Cable Co., Ltd. 

Transformer. (£168).—British Electrical Transformer. Co., Ltd. 

Transtormer plant (£2,739).—General Electric Co. 

Belgium .—Six firms submitted tenders last week to the 
municipal authorities of Ixelles, Brussels, for the supply of 
electricity meters. The lowest offer was that of M. G. Born- 
heim, of Brussels; the prices quoted ranged from 57.50 fr. 
to 237.50 fr. per meter. 

BELGIAN STATE RaiLways.—Several foreign firms competed 
last week for the supply of. 1,200 metres cf conductor cables 
and 8,000 metres of flexible forged copper cable (ten offers 
were received), the lowest being that of the Pressburg Cable 
Works, of Pressburg, Czecho-Slovakia. For the supply of 
кю) white enamelled porcelain insulators, the lowest offer 
(112,440 fr.) was that of the Société Electrique et Mécanique, 
of Brussels. | 


Bradford.—Electricity Committee. 

Converting sets.—Bruce Peebles & Co., Ltd. 

Tramways Committee. 

Portable air compressor.—Consolidated Pneumatic Tool Co. 

20 tons cast-iron track brake blocks.—Cole, Marchent & Morley, Ltd. 

Iron castings, at 34s. per cwt.—H. Summersyill. 

1,000 66-in. copper vail bonds, at 3s. 74d. each.—BDritish Insulated and 

Helsby Cables, Ltd. | 

Canada.—The Canadian Government has placed a con- 
tract for an automatic telephone exchange (6,050 lines) with 
Messrs. Siemens Bros. & Co., Ltd. 


Liverpool.—Board of Guardians. Accepted:— 
Electrical installation (£21,000).— Electrical Contracting & Motor Co., 
Castleford, 
London.—1..C.C.—Main Drainage Committee. Storm- 
water pumping machinery at Hammersmith pumping station : 


Five sets. Four sets. Three sets. 
1 £ £ 

Cwynne's Eng. Co., Ltd. aes 58,473 50,564 42.079 
Cimpbell Gas Engine Co., Ltd. ... T" 68.595 58.755 48,995 
Ditto alternative (as engines) “us 74.970 63,855 52,820 
Ditto alternative (oil engines) als 80.920 68,665 56.484 
National Gas Engine Co., Ltd... 7 82,567 69,247 50,412 
Hick, Hargreaves & Co., Ltd. xs ES 89,758 74.233 58.552 
Faslish Electric Co., Ltd. ae $us 89.965 74.812 59,620 
Vickers, Ltd. bus m E T .. 115,817 98.000 79.100 
John Cochrane (Barrhead), Ltd. (incomplete) 17,180 14,800 12,420 


The Committee has accepted the tender of Gwynne’s Eng. 
Co., Ltd., for five sets of machinery, subject to certain altera- 
tions, at an additional cost of £987, and has decided to allow 
the company to sublet the main and auxiliary engines to the 
Premier Gas Engine Co., Ltd., and other items included in 
the contract to such persons or firms as the chief епріпее' 
may approve. 


оѓ different length; the effects of temperature, 


FORTHCOMING EVENTS. 


Manchester Wireless Soolety.—Saturday, February 25th. At the Albion 
Hotel, Piccadilly, Manchester. At 7.30 p.m. Sinoking concert. 

Association of Engineers-in-Oharge.—Saturday, February 25th. At. St. 
Bride’s Institute, Bride Lane, Е.С. At 7.30. p.m. Informal discussion 
on “ Mechanical Stokers v. Hand Firing, both with Forced Draught.” 

Royal Society of Arts.--Monday, February 27th. At John Street, Adelphi. 
At 8 p.m. Cantor lecture (11.), ** Phe Mechanical. Design of Scientific. In- 
struments,” by Prof. А. F. C. Pollard. 

Electrical Contractors’ Association. —Mondas, February 27th. At the Hotel 
Cecil, Strand, W.C. At 7 p.m. Dinner io commemorate 2lst. anniversary. 

British Industries Fair.—Fcbruary 27th to March 10th. At the White City, 
Shepherd’s Bush, W., and at the Castle. Bromwich Aerodrome, Bir- 
mingham. 

illuminating Engineering Society.—Tuesdav, February 28th. At the Royal 
Society of Arts, John Street, Adelphi, W.C. At B p.m. Discussion on 
“Industrial Lightings: Ideal Requirements (legislative and otherwise) 
and Practical Noiutions," to be opened by Мг. L. Gasier. 

Northampton Engineering College Engineering Society. —W«Inesdav, 
March 1м. At the Northampton Institute, St. John. Street, EC. Paper 
on " Phowo Elasticity,’ by Prof. E. G. Coker, F.R.S. 

ideal Homo Exhibition —March lst to 25th. At Olympia, W. 


Electricity Supply Commercial Association... Wednesday, March lst. At 
Midertoa’s Hotel, Fleet Street, E.C. At 7.45 p.m. Second Bohemian con- 
cert. 


industrial League and Oouncil.— Wednesday, March Ist. At Caxton Hall, 
S.W. At 7.340. p.m. Lecture on " The Purpose of Economic Activities,” 
by Mr. H. Cousens, 

institution of Electrical Engineers.—Thursluv, March 2nd. At the Institu- 
tion, Victoria Embankment, W.C. At 6 p.m. Discussion on '* Starters," 
with introductory papers  bv:—Mr. С, H. Wordingham, on © The 
B.E.S.A. Specifications for Starters "; by Mr. J. Anderson, on '* Electric 
Motor Starters '"; and Mr. W. Wilson, on * Some Notes on the Design 
of Liquid Rheostats.” 

(informal Meeting) —Monday, February 27th. At. the Engineers’ 
Club. Third annual smoking concert, 

(Wireless Section).— Wednesday, March 1st. At the Institution, Vic- 
toria Embankment, W.C. At 6 p.m. Paper on *“ The  Thermionic 
Triode as Rectifier,” by Messrs. E. B. Moullen and L. B. Turner. 

(North-Eastern Centre).—Monday, February 27th. At the Armstrong 
College, Newcastle-on-Tvne. At 7.15 p.m. Discussion on ** Starters." 

(North-Midiand  Oentre).—Tueslav, February 28th. At the. Hotel 
Metropole, Leeds. At 7 p.m. Exhibition of Kinematograph Films, by Dr. 
C. C. Garrard and Mr. F. Gill. 

(Scottish Centre).—Tuesday, February 28th. At the Grosvenor Res- 
taurant, Glasgow. Annual dinner. 

(North-Western Students’ Oentre).—Tuesday, February 28th. At 
Houldsworth Hall, Deansgate, Manchester. At 7.30 p.m. Paper on '' The 
Application of X-rays to the Engineering Industry," by Mr. A. F. Steel. 

(Tees-side Sub-Centre).—Thursday, March 2nd. At the Cleveland 
Technical Institute, Middlesbrough. At 7 p.m. Exhibition of Kincemato- 
graph Films. - 

Chelmsford Engineering Society.—Thursdiy. March 2nd. At the East 
Anglian Institute of Agriculture. At 7 p.m. Students’ meeting. 
Chemical Soolety.—Thursdav, March 2nd. At Burlington House, Piccadilly, 

W. At 8 p.m. Ordinary meeting. | 
Junior institution of Engineers.—F'ridov. March 3rd. At Caxton Hall, S.W. 
At 8 p.m. Lecturette, '* Factory Administration," by Mr. T. Elbourne. 
Royal Institution.—S:turdayv, March 4th. At Albemarle Street, W. At 3 p.m. 
First of a course of мх lectures on * Radioactivity," by Sir Ernest 
Rutherford. 


"ELECTRICAL REVIEW" SERVICE 
.DEPARTMENT. 


To enable us to complete replies to queries received this 
week, we need the names of :— 


Importers of 
lamps. 

Firms who strip (not burn) light or heavy steel armoured 
and cab-tire sheathed cable. 

Suppliers of a carbon-hlament lamp with two filaments, 
one of 16 с.р. and one of 9 e.p., with an attachment 
so that either can be used at will. 

Makers of CoRALINE soldering paste. 

Makers of aluminium alternating-current rectifiers. 


THE 


natural-coloured glass carbon-filament 


NOTES. 


Industrial Fatigue Research Board.—The second annual 
report (to September 30th, 1921) of the Industrial Fatigue 
Research Board has now been published (H.M. Stationery 
Ofüce. Price 1s. 6d. net). In the introduction the Board 
states that it recognises that a great deal of the research work 
carried out by it should be done by the industries them- 
selves, but it considers that any widespread response is not 
to be expected at the present time. The Board was 
strengthened on its engineering side by the appointment of 
Sir Joseph Petavel, K.B.E., F.R.S., Director of the N.P.L., 
and Mr. A. Р. M. Fleming, C.P.E., of the Metropolitan- 
Vickers Electrical Co., Ltd. Sir Charles Sherington, G.B.E., 
was forced to resign. the position of chairman owing to the 
pressure of his duties as President of the Royal Society. The 
investigations made by the Bourd entered into several indus- 
tries, and covered a variety of subjects, such as the causes 
of variation in output; the study of the factors in accidents, 
sickness, and mortality; the effect of organised rest pauses; 
the relation of hours of work to production, comparing shifts 
humidity, 
lighting, and other conditions upon employés; and vocational 
selection and guidance. А bibliography of previous reports 
af the Board and other authorities is given as an appendix. 


(Continued on p. 273.) 
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THE JUBILEE OF THE INSTITUTION OF ELECTRICAL ENGINEERS.—II. 


WHEN the reader sees these words, the commemoration 
meetings of the Institution: will have passed into 
history. In our last issue we reproduced portraits of 
men who were members when it was still kuown as the 
SOCIETY OF. TELEGRAPH ENGINEERS—when its roll of 
membership comprised barely as many hundreds as it 
now embraces thousands; to-day we devote our space to 
the Institution as it now exists, and give portraits of 
sole of the present officials and members. 

The President, Mr. John Somerville Highfield, 
M.Inst.C.E., has so recently been the subject of a 
biographical article in our pages* that our readers will 
not expect us again to givé details of his career ; suffice 
it to say that, the son of an engineer, he has been 
an engineer from boyhood, to say nothing of his attain- 
ments as an enthusiastic yachtsman. Не enjoyed 
the inestimable privilege of being a pupil and assistant 
of Dr. John Hopkinson, and used his knowledge of the 
‘principles of dynamo-electric machinery to excellent 
purpose quite early in his career. As engineer to the 
Metropolitan Electric Supply Co. he has exercised pro- 
found influence upon the development of electricity 
supply in and around London, and in a similar capa- 
city he secured for the Cornwall Electric Power Com- 
_pany exceptionally favourable conditions. © His long 
service on the Council of the Institution qualified 
him to take up the reins of government with a sure 
hand, and the success of his tenure of office as President, 
never in doubt, has already been abundantly realised. 

The success of an Institution such as that of which 
we write depends very largely upon the chief of the per- 
manent staff; presidents come and go, and Councils 
gradually change their character and personnel, but the 
Secretary, if he does not go on like the brook ‘‘ for 
ever," at least remains in office for many years and 
exercises à powerful influence upon the development of 
the Institution and the trend of its policy. The In- 
stitution of Electrical Engineers has been singularly 
fortunate in its secretaries; in particular we may men- 
tion Mr. F. H. Webb, beloved of all, and Mr. W. G. 
MeMillan, whose devotion to the interests of the body 
which he served in all probability was contributory to 
his untimely death. In Mr. Percy F. Rowell these ex- 
cellent officers have a worthy successor, who has now 
occupied the secretarial chair for thirteen years, and in 
that capacity has secured the esteem and confidence of 
the whole body of members, whilst he has conferred upon 
the extensive organisation of the Institution, both at 
headquarters and at the Territorial Centres, an 
efficiency and competency which compel admiration. 
Mr. Rowell was educated at the Royal College of Mauri- 
tius and at King’s College, London; he joined the staff 
of the Institution in 1901, became assistant secretary 
in 1904, and was appointed secretary, and editor of the 
: Journal, in 1909. 

Prehably few members realise how extremely onerous 
are the duties of the president, the secretary, and 
the staff; but if they will take the trouble to read 
the report of the Council for the year 1920-21, they will 
find, first, that the membership since 1918 has increased 
at the rate of approximately 1,000 a year, being now 
over 10,000; that the annual income of the Institution 
was then over £33,000, and the assets over £100,000 ; 
that there were 20 standing and sectional committees, six 
special committees, and 33 bodies on which the Institu- 
tion was represented, besides seven Territorial Centres, 
six Sub-Centres, and five Students’ Sections, the num- 
ber of meetings held during the year being no fewer 
than 331; and that in addition there were extra duties 
in connection with the reconditioning of the Institution, 
the War Memorial, the Royal Charter, and numerous 
other matters—not least of which, in the current year, 
has been the organisation of the commemoration meet- 
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‘Law Courts). 
developing a publie electricity supply system at Vienna, 


ings. It will be seen that an immense amount of work 
falis to the lot of the secretary, Mr. Rowell, the chier 


clerk, Mr. R. H. Tree, and the rest of the headquarters 
staff. Fortunately their long exile from the house of the 
Institution reached its conclusion in May last year, and 
the whole of the adimirable amenities of the building, 
including the finest electrical library in Europe, are 
now available to the members, while many kindred 
societies enjoy the hospitality of the Institution froni 
time to time. 

An account of the career of Dr. F leming is given in 
connection with his lecture on another page. 

Col. R. E. B. Crompton, C.B., M.Inst.C.E., who 
delivered the first of the discourses on Wednesday, was 
born in 1845, married in the year when the Society was 
formed, and is still hale and hearty and frequently a 
speaker at the Institution meetings; but as he spent the 


years from 1863 to 1876 in the British Ármy, serving 


inost of the time in India, he was not a founder member. 


In 1878 he commenced the manufacture of dynamos and' 


arc lamps, and a few years later he carried out the first 
big installation of Swan incandescent lamps (at the 
From 1834 to 1887 he was engaged in 


where he originated many features of power station de- 


sign which afterwards became standard practice, and in 
1656 he started electricity supply in Kensington, with 


immediate success. Whilst Col. Crompton has made his 


mark in many other fields—notably in road traetion— 


his greatest achievements have been associated with the 


economical design and operation of electricity works, 


and the development of electrical measuring instru- 
ments of precision. He has twice been President of the 
Institution of Electrical Engineers, before which he has 
read valuable papers on electr icity supply—always set- 
ting a high ideal before the central-station engineer. 

On Thursday afternoon the Hon. Sir Charles A. 
Parsons, K.C.B., F.R.S., was to open the proceedings. 


‚ Few engineers have laid the country under so great a 


debt as he, and few have more thoroughly earned the 
admiration of their fellows. After receiving his engi- 
neering training at Cambridge, he proceeded to establish 
the firm of C. A. Parsons & Co., and to manufacture elec- 
trical apparatus, but his most brilliant achievement was 
the development of the steam turbine on the reaction 
principle from ‘а mere toy " to its present gigantic 
dimensions, both for driving machines on land and for 
propelling ships. Тһе first compound turbo-dynamo, 
built in 1884, was rated at 10 h.p. and ran at 18,000 
r.p.m. Since that date improvements have continuously 
flowed from the Heaton works, and turbo-generators up 
to 25,000 kW capacity have been built there. Sir 
Charles was elected a Fellow of the Royal Society in 
1398 in recognition of his inventions, and the Institu- 
tion of Electrical Engineers, in 1909, made him an 


- Honorary Member in token of its adinisstion. for his 


work. 
Mr. J. E. Kingsbury, who was to open the session on 
Thursday evening, was elected a member of Council of 


the Institution for the year 1900-1901, .became vice- 


president in 1903, and was re-elected to the Council 
in 1906 and 1911. On the death of Mr. Robert Ham- 


. mond in 1915 Mr. Kingsbury was appointed Honorary 


Treasurer, which office he continued to hold until 1919. 
He was awarded the Fahie Premium for his paper on 
*' Telephone Switchboards " іп 1895. His earliest pub- 
lication on '' Telephone Subjects ’’ was in 1882, and his 
latest, the practical historv of telephone inventions and 
industry, was '''The Telephone and Telephone Ex- 
changes" іп 1915. Не read a paper also on “ The 
Future of the Telephone in the United Kingdom "' before 
the British Association in 1902, Unobtrusive but saga- 
cious, he has constantly placed his ripe experience in the 
fields of commercial and financial administration at the 
service of the Institution, both in the Council room and 
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Mr. J. E. KINGSBURY. 
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Cor. R. E. B. Crompton, C.B.. R.E., 
Past-President. 
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Мк. J. S. HIGHFIELD, 
President of the Institution of Electrical Engineers. 
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Dr. S. Z. DE FERRANTI. 
Past-President. 
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Proressor J. A. FLEMING, D.Sc., F.R.S. 
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Mn. P. F. ROWELL, 


Secretary, and Editor of the Journal. 
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in public debate, and has worthily upheld the dignity 
of the telephone industry as an important branch of 
electrical engineering. 

The name of Dr. Sebastian Ziani de Ferranti is one 
which cannot be omitted from any review of the history 
of electrical engineering, whether it relate to this 
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THE INSTITUTION OF ELECTRICAL ENGINEERS. 


country or to the whole world; for it was he who, whilst 
Crompton was laying down the main lines of direct- 
current supply from central stations, fulfilled a similar 
function in respect of the alternating-current system. 
Before he was out of his ‘teens, he made his way to the 
front by force of character’ and inborn genius; he 
planned the first ** super-station " of 120,000 h.p. in 
1888, adopted the system of connecting transformers in 
parallel instead of in series, and thus solved the problem 
of high-pressure transmission and 
low-pressure distribution. He 
founded the a.c. school which fought 
mighty battles with the d.c. school 
in the arena of the Institution of 
Electrical Engineers; he taught the 
world to generate outside the towns 
with large sets, transmit at high 
pressure along . paper-insulated 
cables, and transform down for dis- 
tribution—but he did far more than 
that. He made great improvements 
in the design and construction of 
alternators, switchgear, and meters, 
and always he combined with a 
charming personality an insight and 
a breadth of vision which were a 


living inspiration to his fellow 
members. The Institution is now 


travelling along the lines which he 
laid down in 1910, with what suc- 
cess is known to all, and not only 
the Institution, but the whole indus- 
try, owes him a debt which is beyond 
the power of expression. 

The Society of Telegraph Engi- 
neers was founded ''to promote the general advance- 
ment of electrical and telegraphic science and its 
applications,” and it may be of interest to con- 
sider how far it has fulfilled its rôle. In the 
first place, it has continuously provided an arena 
wherein electrical problems of every description may be 
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debated, new methods and ideas brought forward and 
discussed, and accounts of progress both at home and 
abroad placed before its members. To all the stores of 
valuable information thus accumulated it has given the 


fullest publicity, not only through the mediuin of its 
own Journal, but also through the columns of the tech- 
nical Press, to which it has accorded the most ample 
facilities. The Council is constantly co-operating with 
numerous other bodies in promoting the welfare of the 
industry, and in addition to the committees concerned 
especially with the affairs of the Insti- 
tution, it has appointed a large number 
of committees to investigate and report 
upon subjects of more general interest, 
taus exercising a wide influence. In 
particular, the Wiring Rules, Model 
Conditions for Contracts, and (in con- 
junction with the British Engineering 
Standards Association) Standard 
Specifications have been of the greatest 
service to the industry in general, 
whilst by holding meetings abroad and 
by the work of the International 
Electrotechnical Commission in which 
it takes part, it has done much to pro- 
mote international agreement and 
goodwill. From time to time—especi- 
ally during the war—the Institution 
lias directly assisted the Government in 
varlous ways, and in conjunction with 
the British Electrical and Allied Manu- 
facturers' Association it has set up a 
Research Association under the aegis 
of the Department of Scientific and In- 
dustrial Research. It has brought to- 
gether a magnificent library of some 
15,000 volumes, and is the custodian of 
the Ronalds Library of 6,000 volumes, 
and has established a lending library; its own 
publications include the Journal and (in conjunc- 
tion with other bodies) Scvence Abstracts—what does 
not appear in the one can readily be found with 
the aid of the other. The Territorial Centres 
and Sub-Centres which it has established throughout the 
Kingdom keep it in intimate touch with its members, 
and the excellent constitution which it has evolved is a 
model of democratic organisation. The high standard 
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of qualification for membership which it has set up 
guarantees the maintenance of the status of its members 
on a high plane; some Dominion Governments already 
accept its membership as an unquestioned qualification. 

The importance of the Institution to the economic 


life of the nation was fittingly recognised by the 
bestowal of his Patronage by His Majesty King 


George V, and of a Royal Charter of Incorporation. 
which most appropriately marked the completion of the 
first half-century of the Society's existence, 
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THE MERSEY POWER СО, 
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THE NEW RUNCORN POWER STATION. 


(Continued from page 236.) 


There are three furnaces to each boiler, and the hopper 
that serves each furnace is fed from the coal bunker by 


a sheet-steel chute, the hoppers 
being so arranged as to obviate any 
necessity for trimming in the stoker 
hopper; there are three coal chutes 
to each boiler, as mentioned above 
and shown in fig. 3. 

Each boiler is provided with 
mechanical stokers of the chain- 
crate pattern that are operated by 
means of a line of shafting that runs 
the whole length of the boiler-house 
basement. The boilers operate under 
induced draught, and the two fans 
employed to create the latter are 
direct driven by electric motors 
which are housed in a bay at the end 
of the boiler-house ; the 100-ft. high 
steel chimney stands upon a re- 
inforeed-concrete base about 20 ft. 
above the ground level. 

The necessary steam 
draught gauge, and СО, recorder 
are all mounted on a column on the 
left-hand side of each boiler. 

The feed water for each boiler is 


vaure, 


К Fic. 6.—REYROLLE SWITCHGEAR. 
r 


-utomatically controlled by a regu 
lating xalve; the feed water is sup- 
plied by three Weir rotary turbine- 
driven pumps, each of which is cap- 
able of delivering 175,000 lb. of 
water per hour. The speed of the 
pumps is governed by the water on 
the delivery side of the pumps, and 
the latter are also provided with 
emergency shaft governors that are 
arranged to interrupt the steam 
supply to the turbines that drive the 
pumps in the event of their speed 
becoming excessive. 

The furnace ash-disposal plant 
was supplied by Messrs. Edward 
Bennis & Co., Ltd., of Bolton, and 
is of the suction type. It is 
capable of removing all the 


u 


QE ur e ot dr nm s 


ash from the 12 chain-grate stokers, and it operates in 
the following sequence: As the ash falls over the end 
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IAIN CONTROL SWITCHBOARD. 


of the chain grates it drops into 
small hoppers that have been built 
underneath the back of the grates; 
the hoppers are emptied periodically 
as may be necessary by imeans of 


valves. The latter discharge into a 
portable electrically-driven ash 


crusher that is pushed along by 
hand on a light tramway track from 
one hopper to another as each is 
emptied in turn. The crushed ash 
then Hows directly into a pipe that 
runs along the floor of the boiler- 
house basement, through a covered 
opening that is provided under each 
ash hopper. The ash is carried 
along the pipe by suction to а réceiv- 
ing tank that is located outside the 
building next to the chimney. After 
depositing the ash, the current of air 
is conveyed along a foul-air pipe to 
a filter, which extracts the fine ash 
dust that is held in suspension by 
the air and deposits it in a sludge 
tank; thus, the abrasive nature of 
tle foul air is prevented from caus- 
ing rapid wear of the internal fit- 


Еа. 7.—CONDENSER WATER SCREEN. 
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tings of the plant. 


pipes up the chimney. 
The ash receiving tank is placed overhead at a sufh- 


cient height to allow railway trucks to pass beneath it 


so that its contents can be dumped direct into trucks; 


Fic. 8.—Twin WEIR CONDENSERS. 


in addition, a shoot is provided to enable the ash to be 
delivered on to the ground, into barrows, or small 


trucks, if it becomes necessary to do so. The foul-air 
filter and sludge tank are mounted on an extension to 
the structure that supports the ash receiver, and are 
therefore also at a sufficient height to allow of the 


FiG. 9.—CONDENSER WATER PUMPS. 


sludge being raked out into railway 
trucks beneath. The ash exhauster 
is of the Roots’ blower type, and is 
driven by means of machine-cut 
spur gearing and a 100-b.h.p. elec- 
tric motor. Water is admitted to 
the ash receiver for the purpose of 
quenching the hot ash and also to 
the top of the foul-air filter, the 
water supply being provided by an 
slectrically-driven centrifugal pump 
that 1з located adjacent to the ex- 
hauster. The quantity of 
delivered is automatically controlled 

by means of a valve in the main delivery pipe; the 
valve is connected to the air pipes and operates in such 
a manner that when no ashes are being carried along 
the pipes the supply of water is checked, or vice versa, 


The filtered air is then passed 
forward to the exhauster and thence through exhaust 


water IG. 


the object being to prevent waste of water. A relief 


valve, which is automatic in its action, 1s also provided 
in the clean-air pipe at the entrance to the exhauster 
so as to allow the air to flow direct into the exhauster in 
the event of a chokage of the ash pipe taking place. A 
liand-operated 


"eat " crane is provided over the top 
of the receiver to facilitate the re- 
moval of any parts, and the plant is 
designed so that all parts of it are 
easllv accessible. 

All the steam pipes are of solid- 
drawn mild steel, and all 7-in. and 
larger flanges are riveted to the 
pipes; riveted joints are also used on 
the main steam pipe, into which 
steam 18 conveyed by two 6-in. pipes 
trom the superheater of each boiler. 
Two steam receiving drums have 
been installed in the turbine room, 
from which the turbines draw their 
supply of steam, while in the boiler- 
house basement a large Lancashire 
boiler shell is provided to act as a 
blow-down drum. The turbine 
room is spanned by a 50-ton travel- 
ling crane that was built by Messrs. 
Holt & Willetts, of Cradley Heath; 
it runs on rails 50 ft. above the base- 
ment level, and is supplied with 
electricity from side conductors. It 
has one 45, one 35, and one 10-h.p. 
motor, and is capable of travelling 
at a speed of 100 ft. per minute; an 
electro-mechanical brake is pro- 

vided, which is released by a powerful solenoid that 

actuates immediately the power is switched on to the lift- 
ing motor, and is re-applied when the supply of electri- 
city is interrupted or fails. 

The two horizontal turbo-generators, one of which is 
illustrated in fig. 2, were supplied by Messrs, C. A. 
Parsons & Co., Ltd.. of Neweastle-upon-Tyne, to run at 
a normal speed of 3,000 r.p.m. with steam at a pressure 
of 250 lb, per sq. in. at the stop valves and a tempera- 
ture of between 650 and 700 deg. F. Their bearings are 
lubricated with oil, which is circulated through a cooler 
and strainers; the oil pumps are driven direct by the 
turbine shafts and maintain a constant oil pressure of 
о 10. рег sq. in., while, in addition, a steam-driven 
pump is provided to supply the bearings with oil before 


10.—CONDENSERS AND GENERATOR COOLING FAN. 


the turbines are started up. АП drains from the steam 
chests, piping, and valves are controlled bv Sentinel 
steam traps. 

(T'o be con cluded.) 
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(Continued from page 267.) 


Appointments Vacant.—Iltlectrical mechanic, for the 
Borough of Islington, cleansing department; electrical engi- 
ner, tor Calcutta (Rs. 540 monthly), for the Calcutta Electric 
supply Corporation, Ltd.; two junior assistant mains engi- 
neers (300 taels per month) and one winder (300 taels per 
month, tael-3s.), for the Shanghai Municipal Electricity De- 
Jurtuent. (See our advertisement pages to-day). 


Training of Hydro-Electric Engineers.—In its first interim 
report the Water Power Resources Committee. recommended 
the institution of training facilities for engineers who were 
w enter the field of hydro-electric development. The Edin- 
burzh Chamber of Commerce has considered this, and in a 
letter addressed to the Chairman of the University Grants 


Committee, the Minister of Education, the Secretary for. 


Scotland, and the President of the board of Trade, makes a 
number of suggestions for the carrying out of the Com- 
mittee’s recommendations. It is pointed out that Scotland, 
owing to its natural resources, is particularly interested in 
hydro-electric development, and that Edinburgh, on account 
ot the already-existing facilities for the training of engineers, 
Is the most suitable centre for the headquarters of a scheme 
such as that suggested by the Committee. The Chamber of 
Commerce accordingly recommends that the existing lecture- 
ships in hydraulics and electrical engineering at Edinburgh 
University and the Heriot-Watt College respectively should 
be used as the foundation of & system of hydro-electric train- 
ши. and that an annual Government grant should be made 
to these two institutions to enable them to provide the neces- 
sary additional plant and apparatus. 


Socials.—Last Saturday evening members of the British 
Thomson-Houston Co.’s Switchboard Section held their second 


annual dinner at the works canteen, Neasden Lane. ‘Lhe 
chair was occupied by the works manager, Capt. C. R. 


Acklom, R.N., C.B., C.B.E. The chairman's health was pro- 
pred by Mr. P. J. Samuels, charge hand of the section, and 
ш reply. Capt. Acklom expressed the hope that before the 
next annual dinner took place the electrical trade would have 
overcome its post-war diiiculties, and that all those present 
would be sharing in the better business awaiting the tirm in 
the future. The visitors, who were toasted by Mr. F. 
Sumpter, included Mr. Heath, of the engineers (in the absence 
of Mr. 'rencham), Mr. Hands, chief draughtsman, Mr. Cooke, 
chief accountant, Mr. Cresswell, and charge bands of all the 
sctluns of the factory. Mr. Hands responded, and intimated 
that he hoped to co-operate with them at a future date in 
aranying a gathering for the whole firm. А programme of 
musie was arranged by the committee, which consisted of 
Messrs. P. Sumpter, G. Flavell, W. Pepper and W. Reid, 
assisted by Mr. R. Crisp. Messrs. Witcome and Laws, mem- 
bers of the drawing oflice stall, officiated at the piano. 

On Saturday last the foremen of Messrs, Johnson & Phillips, 
Ltd., held their annual dinner at the Shakespeare Hotel, 
Woolwich, Mr. J. Bayne presiding. This year the managing 
director, With his departmental heads and other staff mem- 
bers, were invited to be present. Between 50 and 60 members 
ef the company sat down to dinner, after which an excellent 
musical programme was given. In proposing the toast of 
“The Firm," the Chairman, Mr. J. Bayne, emphasised the 
necessity for thorough and complete co-operation between all 
wemibers. In his reply, Mr. H. J. Sheppard, secretary and 
manager of the company, said he fully concurred that the 
true spirit of co-operation was essential if the conditions 
arising from the present industrial depression were to be met 
successfully. The Chairman proposed "' The Visitors," and in 
Iesponding Mr. Charles Stewart struck a note of optimism re- 
garding the present industrial conditions. He said that in his 
travels round the country he found that there was a very dis- 
tinct feeling that trade generally had at last taken an upward 
*ndency. While there were no grounds for excessive elation, 
there was etill every reason to think that the worst times had 
passed, and that it was only necessary for the spirit of com- 
radeship referred to by the Chairman and Mr. Sheppard to 
be adhered to, to carry the affairs of the company to a peak 
higher than perhaps it had ever attained before. The musical 
programme was provided by Madame Daisy IIulbert, Messrs. 
James Paul, Hal Gader, Arthur Kearn and George Thomas, 
shie Miss Andrews acted as accompanist. 


Service Notes.—An Army Council Instruction has just 
been published, extending, in certain circumstances, the num- 
ter of ex-Regular and ex-Territorial warrant and = non-com- 
missioned officers and serving Territorial warrant and non- 
commissioned otlicers who may be appointed permanent stalt 
instructors of Territorial R.E. and Royal Corps of Signals 
units in cases where serving Regulars of the required ranks 
are not available in sufficient numbers to complete the estab- 
lishment.—Morning Post. | 

The Parliamentary secretary to the Admiralty announces 
that H.M.S. Vernon is to be converted from a floating to a 
shore establishment, because the hulk is in danger of sinking; 
E. mining school is to be merged in the Vernon, says The 

imes 


Fatality.—A Bolton jury, on February 16th, returned a 
verdict of accidental death in the case of John Beddows, а 
motor engineer employed by Messrs Aspmall, Simm & Bed- 
dows, of the Daubill Garage. lt was stated that the deceased 
was repairing а motor Wagon, using an electric. portable 
lamp, at a Voltage of 200. suddenly the lamp—which was 
without a cage—burst. A witness explained that it was prob- 
able that deceased was making some alteration in the bulb 
when some portion of his hands touched the wires, and com- 
pleted the circuit. The lamp was fitted to an ordinary holder, 
without any protection. 

Low-Temperature Carbonisation.—.\t a recent meeting 
of the Roval Society of Arts, Mr. E. V. Evans, the chief 
chemist of the South Metropolitan Gas Co., in the course 
of a paper on “Some Solved and Unsolved Problems 
in Gas Works Chemistry,” suggested that the gas industry 
could deal, not only with the industries 16 was dealing with 
now, but also with the domestic fuel industry, for he felt 
certain that a time would come when a low-temperature car- 
bonisation industry would come about if the gas industry did 
not take the steps to secure it.—Financier. ; 

North-West Midlands Electricity District.—CoMMISSIONERS' 
Txeuiry.—On February 2lst, at Wolverhampton, the Elec- 
tricity Commissioners — Sir John Snell (chairman), Sir 
Harry Haward, Mr. H. W. Booth, and Mr. W. W. Lackie, 
who were accompanied by Mr. D. S. Cumberlege—opened an 
inquiry in connection with the above-named area, and the 
scheme that has been submitted by a conference of authorised 
undertakers for the establishinent of a joint electricity author- 
itv for the district. An account of the proceedings will be 
published in our next issue. 


The British Electrical Development Association (Inc.).— 
On Wednesday last the second annual general meeting of the 
Association was held at the Hotel Cecil, to receive the report 
of the Council and the statement of accounts, and to elect 
inembers of Council, auditors, &e. Afterwards luncheon took 
place, at which a large number of members and guests were 
present; the new President, Mr. Councillor E. C. Ransome, 
O.B.E., J.P. (chairman of Messrs. Ransomes, Sims & Jetfries, 
I.td.), occupied the chair, and proposed the loval toast. He 
then called upon Mr. 14. B. ATKINSON to propose ** Electrical 
Progress," in the absence of the retiring president, Mr. Hugo 
Hirst. and Mr. Atkinson read a letter from that gentleman 
expressing his regret at his inability to be present and to show 
his admiration for the work of E.D.A. Те purpose of the 
E.D.A., said Mr. Atkinson, was to develop the use of electri- 
city; the public needed educating, and the work of the Asso- 
ciation was succeeding, for the consumption of electricity was 
rapidly increasing. But there was still almost unlimited scope 
fur the Association’s ellorts in promoting the use of electricity 
in the home. ‘The electrical industry was suffering from two 
things— the reluctance of the people to incur even remunera- 
tive expenditure, and the uncertainty that prevailed as to the 
future of electricity supply. Ја cases where that uncertainty 
was absent, there was abundance of-capital forthcoming for 
the electrical industry. 

Responding, Mr. AkTHUR NEAL, M.P., Parliamentary Secre- 
tary to the Ministry of Transport, said that what Mr. Atkinson 
had said with regard to E.D.AÀ. could equally be said of the 
Electricity Commissioners. No effort would be spared by the 
Ministry to remove all obstacles and clear the path of the in- 
dustry. The Ministry and the Conunissioners were always 
glad to receive those who wished to make representations for 
the benefit of the industry. The Act of 1919 was intended to 
abolish waste; it was designed to secure not central control, 
but local autonomy. No new legislation was proposed which 
they need fear; in a few days a Bill would be introduced in 
the House of Lords to provide financial and other necessary 
powers, but no more. ‘The Ministry was anxious that the 
electrification of railways should proceed, to find work for the 
electrical industry, and had encouraged the companies to go 
ahead with it; any ditiiculties that existed were in a fair way 
to be surmounted. 


~ 


Mr. Councillor RANSOME. (president, E.D.A.) proposed '' The: 


Electrical Industry,” taking an optimistic view of the future, 
and calling for confidence, co-operation, and economy. Mr. 
A. A. CAMPBELL SWINTON responded. The toast of ‘ Our 


Guests " was given by Мг. А. F. Berry (chairman of Council, 


E.D.A.) and responded to by Sir ARCHIBALD DENNY, Bart. 


The Wimbledon Case.—4As we go to press we learn that 
a public meeting is to be held at the Baths Hall, Wimbledon, 
on Monday, February 27th, at 7.45 p.m., Mr. Alderman Н. W. 
Simpson in the chair. The principal resolution. that will be 
put forward states: “ That this public meeting of the 
burgesses of the Borough of Wimbledon protests against the 
action of the Electricity Committee and the Borough Council 
in summarily dismissing the electrical engineer without any 
statement of their reasons, and demands а public inquiry 
before any further action is taken.” 


Educational.—SvwMMER Vacation CovnsE.—We have re- 
ceived from the British Bureau of the Office National des 
Universités et Ecoles Francaises a pamphlet giving an outline 
of the summer holiday course of electro-technics at the Faculty 
of Science, University of Nancy. The fee for the course, 
which is of five weeks’ duration, is 150 fr. Full particulars 
may be obtained from the Engineering Department of the 
Bureau, 45, Great Marlborough Street, W.1. 
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U.S.A. Electric Vehicle Market.—Dusiness in the electric 
Vehicle market is beginning to show detinite signs of im- 
provement. One of the largest makers of electric passenger 
cars states that the demand is slowly increasing, and he pre- 
dicts that 1922 will be the best year for the electric vehicle 
industry since 1912. which was a record year. Another manu- 
facturer of passenger cars has just placed on the market a 
new model, the design cf which follows closely the lines of 
the best class of gasolene-driven cars, the batteries being placed 
under the bonnet and at the rear. 

Makers of electric trucks are extremely optimistic with 
regard to the outlook for the current year. During the war 
and. in fact, until 1920 when the slump began, buyers of 
trucks were too prosperous to worry about operating costs, 
with the result that they naturally bought yasolene-driven 
trucks, the prices of which appeared to be attractive, but 
since that time many lessons have been learned, not the least 
of which is that the cost of operating an electric truck is 
considerably below the figure required for a gasolene-driven 
truck, and further, that electric trucks last longer. 

The American Express Co. placed an order in January for 
fifty trucks; when these are delivered this concern will 
have 1,972 electric trucks in operation. 

An extract from the report of the Joint Commission on the 
Postal Service in New York City, as subinitted to the Senate, 
reads ae follows :— 

“ А particularly thorough study was made of the relative 
merits of gas-driven and electric motors, and it is represented 
that a saving could be effected of 900,000 dollars a year by 
substituting electric for gasolene-driven machines. The engi- 
neers recommended, however, that as a prelininary step to 


the organisation of the fleet on an electric basis that electric. 


machines be tried out in some small city.” 

One of the most novel uses for an electric truck is that 
which the Consolidated Gas Co. of New York has found for 
а commercial truck. Specially equipped with a tank of two 
hundred and fifty gallons capacity, this electric truck is used 
to collect the liquid left in the gas mains by the condensation 
Which is continually occurring therein; this liquid is then 
taken to a refining plant where by-products are obtained 
from ‘the condensed gas. 
cruising radius of about 50 miles, besides supplying energy 
to run a 60-vclt centrifugal pump. This electric “ drip ” 
wagon, the only one of its kind, is doing the work that for- 
merly required two horse-drawn vehicles. A vital reason for 
using an electric truck in this connection is its freedom from 
fire risk, which would not be the case if a gasolene truck 
were used.—Heuter'a Trade Service (New York). 


Concert.—To-night at 7.30 o'clock, at the Queen's Hall, 
Langham Place, W., а stat! Bohemian concert (Babecek and. 
Wilcox, Ltd.) will be held. 

Railway  Electrification.—Mr. Oliver — Bury, 
manager of the Great Northern Railway, presided, on 
February 17th, at the thirty-first annual smoking concert 
given under the auspices of the Railways Literary Society, 
and in & speech forecasted the electrification programme of 
the railway. He said Mr. Gresley, their chief ‘locomotive 
engineer, intended to introduce some monster engines on the 
Great Northern Railway. The scheme for electrification was. 


making good progress, and the death of the steam engine was. 
certain.—Financial Times. 


Engineering Lock-out Threatened.—A report published 
on Wednesday evening stated that on that day the Amalga- 
mated Engineering Union and the Engineering and Ship 
building ‘Trades Federation were officially informed that as 
from. March lith the Engineering Employers’ Federation 
would, in consequence of there being no agreement between 
the parties, post notices declining to employ any member of 
the Trade Unions concerned unless the Unions permitted 
overtime and night-shift work wherever necessary. 


A report in the Daily Telegraph of Wednesday stated that 
an influential section of Biriningham engineering employers 
had given notice to withdraw the 26s. 6d. cost of living bonus 
from their employés in three “ cute." This threatened action 
was to be discussed in Birmingham yesterday by the men's 
representatives, some of whom had declared that the whole 
of the industry was threatened with a grave lock-out in the 
third week of March. 


' Electrical Progress in Brazil.—With the inauguration of 
the establishment at Ribeirao Preto, belonging to the Com- 
panhia Electrica Metalurgica Brazileira, a beginning was 
marked in South America of the use of electricity for smelting 
purposes. The company is working in connection with the 
Empreza Forga y Luz de Ribeirao Preto, which is furnishing 
the necessary power. The erection of the plant at Ribeirao 
Preto is making substantial headway. The capacity of the 
mill after a few months’ operation will be 60 tons of steel 
dailv. 

An extensive system of electric lighting is to be introduced 
into the town of Ribeirao Preto, a company known as the 
Empreza Força y Luz de Ribeirao Preto having been formed 
for the purpose, with a capital of 6,000,000 milreis. The com- 
pany, by the terms of its contract, undertakes to install and 
exploit an electric service as well as a calcium-carbide factory, 


The motive power admits of a 


general. 


and to furnish contracts and facilities in the neighbouring 
municipalities for the exploitation of light and power services, 
along with water and sewer systems. ‘Ihe company will be 
obliged to furnish all power that may be required tor indue- 
trial purposes in that zone, as Well as to construct and work 
a complete irrigation system, either on its own account or 
ior the account of third parties. Among the towns which the 
company will undertake to supply, and тог which it will hoid 
exclusive privileges of light and power, in addition to the : 
town of lübeirao Preto аге: Gravinho, Sertaozinho, Jardin. +4 
opolis, Orlandia, Brodowski, Sao Joaquin, ltuerava, and # 
Јуагараха. A hydro-electric plant is about to be installed on € 
Jucu Hiver, in the State of rspirito Santo (Brazil), in order й 
io supply the city of Victoria with electricity. Suthcent > 
progress has been made with the electrification ot the Paulista + 
iianway (brazil) to enable ıt to be ката that the transformed © 
dine wul be open to trathe by the end or this year. 1he whole 4 
of the electritication for a distance of 44 kin. has been carried. #2 
out by a United States electrical company. 

Aw electric lighting system 1% about. to be installed ш. 
Tubarao, in the State of Saint Catharina. | 

A concession granted to construct a hydro-electric plant on = 
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the Paraguassü niver, in the State of Bahia (Brazil), has been - 


transferred to the Companhia Brazileira de Energia Electrica. ~ 
A natural fall on the river is Беш used to generate 9.000 h.p.. 
and construction has been progressing steadily. ‘he plant is 
expected to be in operation almost immediately, when the 
company will be in a position to supply the city of Bahia with; 
light as well as power for the tramway system, while it also 
expects to supply a number of manufacturing firms and sugar 
relineries with power, which will reduce the deinand for coai 
and fuel-oil, which are now very costly. 

A hydro-electric plant has been inaugurated by the Com- 
panhia Valenca Industrial, built on the Falls of the Una 
River. Besides providing power tor a textile factory belong. . 
ing to the company, it will supply the city of Valenca with - 
electric light. ‘Lhe hydro-electric plant on the уер 
Jaguaripe, owned by the firm of E. fude & Co., of Bahia, 
has been increased by one set, the plant being constructed 
to supply power for the vegetable-oil refinery of the firm 
ainentioned.. ‘Lhe greater part of the installations, plant, anq 
machinery for these hydro-electric establishments has been 
received from the United States, апа the remainder fron 
Europe, principally from Germany and Switzerland. 

The dependence of Brazil upon foreign sources for fuel. 
there being no coalfields available, has caused the Government 
io give special attention to the electrification of tbe rajlways 
of the State, and a British company has now presented elabo- 
rate plans for the electrifieation of the whole of the lines ol 
the State of Sao Рашо. ‘the proposition of а general pro- 
gramme of electrification, has long been under consideration, 
the most important railway in this district having alread; 
taken steps to carry it out upon its own system. ‘The develop- 
anent of the hydro-electric edustry had already reached a high 
point before the war. Forty-seven plants, deve,oping approxi- 
nately 112,000 h.p., were in operation, the largest developing » 
50,000 h.p., and turnishing sufficient power to operate nearly 
all the manufacturing enterprises in the State of Sao Paulo. 
Arrested by the Kuropean War, development of the hydrc- 
electric industry is again showing extension, and may be 
expected to progress still more in the near future, a fact 
worthy of the attention of British manufacturers of hydro- 
electric plant.—Reuter’s Trade Service (Rio de Janeiro). 


Oil Transmission Gear for Electric Locomotives.—Loco- 
motive engineers will be watching with some interest for the 
results of the trials to be commenced early this year in which 
the Lenz oil transmission gear will be applied to electric and 
Diesel-driven locomotives. А 200-300 b.h.p. transmission set 
is now under construction for the Prussian railways with a 
view to ascertaining whether this form of drive will enable 
improvements to be made in the design of the existing electric 
locomotives. This oil gear is also going to be tried on & 
mountain railway, and a running programme of 100,000 kilo- 
metres has been arranged to extend over the year.—Model 
Engineer. | 


The Greater London Transpert Problem.—Speaking at a 
meeting of the Surveyors’ Institution, Westminster, on ' Ihe 
Problems of Greater London," Mr. W. R. Davidge, F.S.l. 
F.R.I.B.A., A.M.Inst.C. E., said the recent establishment of а 
Royal Commission to inquire into the local government of the 
county of London and the surrounding districts had brought 
into prominence the particular problems concerned with local 
administration. Transport, not only of tbe inhabitants, but 
of their food and supplies, their merchandise, their coal an 
their building materials, formed the main difficulty of Greater 
London, and differentiated it from all other communities. 
The bulk of the population were dependent upon London for 
their work, so that the locality of their homes was dictated 
by the transport facilities available. ‘The exact limitations 
of choice were defined (a) by the time taken in transit; (b) 
by the cost of travel. In certain directions the time had been 
greatly reduced by the electrification or other speeding-up of 
the means of transit. Immediately the line became popular 
the effects of overcrowding became apparent. Traffic con: 


, gestion and strap-hanging were most in evidence where the 
. transport facilities afforded the greatest attraction. The dis 
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comforts of travel for suburban Londoners were becoming 
Well-nigh unbearable. The facilities for quicker travel had 
much increased, but had nothing like kept up with the in- 
creased number of people who now travelled to and from 
London daily. The railway companies were electrifying their 
services, but more people had to stand up. The Underground 
Railways did their best, the motor-omnibuses and tramways 
carried their full quota, but in the rush hours the overcrowd- 
ing and discomfort were Intense. Even the tubes, their fastest 
means of conveyance, had so many stops that the average 
over-all speed could not be much more than 18 miles an hour. 
The whole of the transit system in Greater London required 
to be overhauled and improved. If the new central authority 
was to have any real power to improve London it must start 
by controlling all means of trafic. There were nearly 670 
miles of railway and some 625 passenger stations. Railways 
must be used as railways, and not attempt to stop every haif- 
mile or ише. The tube railways of London had been planned 
with stations at every important point, and it became impos- 
sible to get really rapid transit under these conditions. If 
this was to be done either a large number of stations must 
be closed, or, preferably, another " express °” tube driven 
underneath, with very few stations. The heavy cost of tube rail- 
Wavs—about £600,000 а mile— was. almost entirely due to 
the stations, Which were. responsible for three-fourths 
of the cost. If the stations were kept five miles apart a rall- 
wav of double the length could be constructed at half the 
price, and provide really rapid transit to the outskirts. Great 
extensions of the tubes and underground railways would have 
to be made in all directions. In the south-eastern section of 
London not a single tube had yet been constructed, and there 
was a big field for new construction. Should the central 
authority finance these, as was done in New York, or con- 
struct them, or merely control them? Government control 
was insuflicient, and the new central authority must have a 
thinking department, which would look ahead and provide 
for future needs. The main functions of the omnibuses should 
be to carry short-distance passengers and act as feeders to the 
railway systems, although in the outlying districts, where 
trafic was light, a frequent service of 'buses or tramcars was 
of the utmost value in opening up a district for development. 
The great advantage of the motor-bus was its flexibility, 
"which rendered it largely independent of other vehicles, and 
also enabled routes to be changed at any time.  Tramcars, with 
their large holding capacity, conveyed a vast number of pas- 
sengers, but nothing like the full use was obtained from them 
owing to frequent stops and traffic blocks. In the outskirts 
especially the tramways might well become light railways, 
running on special tracks--not necessarily alongside roads. 
The well-known examples of light railways ruuning between 
Lille and Tourcoing or Cologne and Bonn would rise to the 
mind in this connection. If the new central authority was to 
rezulate all trathe in Greater London it obviously should not 
itself be a competitor; it must either own all or none, but 
control it must have. 


Shipyard Electrification.—The machine shops and sheds,, 
cranes, and other appliances in a shipyard are usually 
scattered over such a wide area that the problem of power 
transmission becomes of considerable importance, But perhaps 
the greatest argument that can be advanced in favour of 


shipyard electrification is that many of the largest shipbuilding ` 


firms in the country use electricity for almost every power 
purpose, including the generation of power for the hydraulic 
and pneumatic systems, both important features in every 
shipyard. 

Examples of such yards are those at Jarrow and Hebburn- 
on-Tyne, which are owned by Messrs. Palmers’ Shipbuilding 
and [ron Co., who have made wide use of electric motors, 
more particularly in the yard at Hebburn-on-Tyne. First, 
however, attention 1s directed to the Jarrow yard, where com- 
pressed air is utilised for various purposes. Some years ago 
a 40-b.p. ** Witton " induction motor was supplied for driv- 
ing an Alley & McLellan compressor of the two-stage enclosed 
design, which includes an intercooler. It has a working 
pressure of 100 ib. per sq. in., and a special feature of its 
desizn 18 that it is capable of high efficiencies, whether 
running on full or light load. A second motor-driven com- 
pressor (an exact duplicate of the foregoing one) was installed 
some three years ago; the motors are started by a bank of oil- 
immersed rotor starters, which are operated through worm 
gearing by a small handle. It is a testimony to the satisfaction 
given by the motors that, when requiring further machines 
for the equipment of the Hebburn-on-Tyne yard and its other 
works, the company should place orders with the G.E.C. for 
a number of machines totalling, in the space of a few years, 
over 120. 

The Hebburn-on-[vne yard occupies an area of some 
43 acres, comprising five building berths, three platers’ sheds, 
a graving dock, a frame assembling and riveting shed, two 
stock. banks, fitters’ shops, compressor house, and so forth. 
Throughout these various sections the electric drive is used 
wherever possible, power being obtained from the 6,000-volt 
а.с. mains of the Neweastle Electric Supply Co., transformed 
down to 440 and 240 volts d.c. by rotary converters. The 
crane in the platers’ vard is controlled by three '' Witton ” 
motors, with ratings of 20, 10, and 3 h.p., for hoisting, longi- 
tudinal travel, and cross-travel respectively. Platers’ shed 


‘down motion being controlled by two 2-h.p. 


No. 1 contains a wide range of machines for punching, shear- 
ing, planing, drilling, counter-sinking, &c.; the most interest- 
ing in it is the plate-straightening rolls, which is one of the 
largest of its kind in this country. It is capable of accommo- 
dating plates up to 40 ft. by 6 ft. 9 in. in size by 14 in. thick. 
The rolls are driven by а 130-h.p. slip-ring motor, the screwing- 
slip-ring 
machines. Platers’ shed No. 2 contains equipment of a similar 
nature to that just mentioned. The main stock bank is 
situated at the south side of the third platers' shed, running 
practically the full width of the yard, and covering an area 
of 3 acres. The complete handling of plates on this bank is 
accomplished by a 5-ton Brown hoist transporter crane. All 
the motions required, namely, hoisting, longitudinal travel, 
and cross travel, are controlled by a 125-h.p. slip-ring motor, 
driven through bevelled spur gearing and clutches. 

The compressor house is situated in close proximity to the 
river, and a recent addition to its equipment consists of a 
Belliss & Morcom compressor driven by a 650-h.p. |“ Witton,” 
440-volt, 40-evele, 235-r.p.m., slip-ring motor. Several of the 
motors are controlled by suitable forms of G.E.C. starter gear, 
mainly of the drum type. ‘his yard is an excellent example 
of the electrified shipvard, the rapidity with which the 
plates are handled and machined being very noticeable. 

A High-power Lighthouse.— According to present arrange- 
ments, à lighthouse for the guidance of aeroplanes, having 
a lantern of one milliard candle power, will be erected in 
the early summer on Mont Afrique, near Dijon, in the very 
centre of France. In average weather the visibility, it is 
calculated, will be 150 miles, and in very clear weather about 
220 miles or even more. The diameter of the lantern will be 
about 17 ft.—Heuter's Trade Service (Paris). ` 


INSTITUTION NOTES, 


Institution of Electrical Engineers.—INronMaL MEETING.— 
At an informal meeting, on February 13th, Mr. ЕЁ. Pooley 
was in the chair and Mr. J. H. Parker opened a discussion 
on '" The Evolution of a Staff Trade Union." Mr. Parker 
kept a large gathering keenly interested while he told at con- 
siderable length the story of the beginnings and the growth 
of the E.P.A. He told of protraction negotiation. with the 
councils and authorities over the wages schedule and of tem- 
porising and evasion by these bodies, which, п many cases, 
had vet to honour their agreement. He protested against 
nmisrepresentation of the aims and intentions of the E.P.E.A., 
Which, on occasions of acute publie interest, were often sen- 
sationally proclained by the lay Press. Не declared that 
the policy of the E.P.E.A. was to secure the welfare of the 
whole industry, to avoid strikes, and, above all,.the lightning 
strike, and he explained the past action of his organisation 
in declaring in advance of disputes which might involve its 
members à readiness to support the side willing to arbitrate 
in that dispute. Bearing on this claim of moderation, he reas: 


` one of the vital rules of the Association, which stated that in 


case of any dispute calling for extreme action, 70 per cent. of 
the whole membership must agree to the proposed action, 
and he urged that this was ample safeguard against any 
impulsiveness. The subsequent discussion brought out a 
few points of explanation and criticism, but very little oppo- 
sition. Mr. A. F. Harmer proclaimed his entire agreement 
with Mr. Parker, but deplored the necessity for trade unions. 
Dr. J. F. Crowley hoped for closer association between the 
Е.Р.Е.А. and the Society of Technical Engineers. He thought 
that the only protection that was afforded to staff men froin 
being forced into à manual workers' union was to organise 
themselves. In & manual workers' union they would be in 
a hopeless minority and could not be adequately voiced. He 
hoped Mr. Parker's address would be printed in full and 
given the wide circulation it deserved. Messrs. W. E. Rogers, 
Norman Wyld, J. R. Bedford, F. C. Knowles, F. T. Hall, 
E. W. Jones, J. R. Bowden and W. H. M. Kelman also took 
part in: the discussion. 

SMoKuwa CoNcERT.—The third annua! smoking concert of 
the Informal Meetings Section is to be held at the Engineers’ 
Club on Monday next, the 27th inst. Mr. W. E. Warrilow 
ман take the chair. 

ScorrisH CENTRE.—The fourth ordinary meeting of the 
1921-2 session of the Scottish Centre of the Institution was 
held at Glasgow on February 14th, when Major J. Erskine 
Murrav delivered a lecture entitled '' Тһе Uses of Wireless, 
Past and Future." Mr. E. T. Goslin, chairman of the 
Centre, presided. 

br. Erskine Murray treated. his subject in a popular 
manner, and sketched the present position of civil and mili- 
tarv wireless work. He showed a large number of lantern 
slides of tvpical installations and individual pieces of appara- 
tus, paying special attention to the thermionic valve. In the 
course of the lecture he illustrated the possibilities of small 
portable receiving sets by rendering German signals audible 
to the audience. In order to bring hume the principles on 
which the signalling was founded. Dr. Erskine Murray showed 
one or two experimenta on mechanical resonance by means 
of a cord and suspended weights. 
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A vote of thanks was proposed by Professor Magnus 
MacLean, who humorously suggested that the messages 
received were faked and that the lecturer was imposing on 
the сгедишу of the audience. 

Prof. О. W. О. Howe, first occupant of the Chair of Elec- 
trical’ Engineering in Glasgow University, seconded Dr. 
MacLean in an appreciative speeeh. 

The mecting was well attenaed by members of the Institu- 
tion, and, in addition, there was a deputation from the 
Glasgow Radio Society. 

Institution of Civil Engineers.—On February 7th Dr. 
Н. F. Parshall read a paper on " Lhe tfydro-Klecunc 1nstal- 
lations of the Barcelona ‘Lraction, Light & Power Co.” The 
undertakings described were: the ‘Lremp-Lalarn scheme, 
Which deveiops 28,000 kW, and which cost £1,526,700; the 
Aytona scheme, which cost £1,592,260, with a power of 
32,000 kW ; and the Camarasa installation, the cost of which 
was £1,370,776. The last was designed for five 12,000-k W sets, 
but only two of these are at present in commission. Те 
combined annual output of these three undertakings is about 
430,000,000 kWh. 


Institution of Mechanical Engineers.—The annual re- 
port of the Council for the year 1921 shows that the member- 
ship (all grades) rose by 491 to 7,994. he accounts record 
a balance of revenue over expenditure of £2,050. It is reported 
that the new Local Branches, Midland, North-Western, and 
Yorkshire, have been successfully carried on during the year, 
and, in response to a petition from members in the district, 
a South Wales Branch was formally established in November 
last. The Institution has assisted the War Office in obtain- 
ing mechanical engineers for the Reserve of Othcers, and 
also in connection with the Tank Corps and other branches 
of the Service. Among the information given in the report 
are details of awards for papers, &e.,.and a list of bodies upon 
Which the Institution has been represented. 


Faraday Honse Old Students’ Association.—The revised 
edition of the rules and list of members of the Association, 
which was founded in 1905, shows that the total number of 
members is now 544. Mr. P. V. Haunter, C.B.E., 15 presi- 
dent for 1922, while the council consists of Messrs. L. W. 
Bollard, A. W. Berry, 5. Bramley-Moore, M.C., S. W. Carty, 
M.C., O.B.E., A. T. Morris, L. H Short, M.C., R. G. 
Vanneck, M.C., Н. Т. Werren, J. F. Watson, Н. W. Swan, 
Major C. E. Prince, O.B.E., Dr. F. T. Chapman, and Dr. A. 
Russell (ez-offieio), Messrs. П. Foulds and H. W. Fairman 
being hon. treasurer and secretary respectively. The balance 
of income over expenditure for 1921 was £12, as compared 
with a surplus of £16 for the previous year. The balance 
carried forward to 1922 amounts to £90, against. £78 brought 
forward from 1920. 

À smoking concert, given by the Faraday House Old Stu- 
dents’ Association, will be held on March 17th, at 8 p.m., at 
the Queen's Hotel, Leicester Square. As the accommodation 
is limited, members are advised to make early application to 
the hon. secretary of the F.H.O.S.A., Faraday House, W.C.1, 
for tickets. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 

^. with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REvIEW posted as to their 
movements, 


Messrs. UNDERWOOD (MANCHESTER), LTD., announce that 
Мг. Н. Garside Thornton, formerly their sales manager, is not 
now acting in that capacity. 

A special meeting of members of the F.B.I. in the Leeds 
district, was held on Tuesday at Leeds to do honour to Cor. 
О. С. ARMSTRONG (chairman of Messrs. Greenwood and 
Batley, Ltd.), in recognition of his election as president of 
‘the Federation. 

Mr. E. Н. FisHer has been promoted to be superintendent, 
and Mr. D. THoMas to be assistant superintendent, in the 
Telegraph Branch, G.P.O., Edinburgh. 

The Worthing Electricity Committee has appointed Mr. 
Е. G. тасу, who for the last 11 years has been assistant 
electrical engineer to the Tonbridge Urban District Council, 
to be assistant electrical engineer at Worthing. There were 
109 applicants for the appointment. 

In a paragraph appearing in our last issue, the name T. M. 
Jornson should have been rendered as Johnson. 


Obituary.—Mn. H. J. ErtLEs.—We regret to record that 
Mr. H. J. Eeles, secretary of the Oxford Electric Light Co., 
suddenly died on Monday night while addressing a meeting 
of the Alliance of Employers and Employed on the subject of 
the factors operating against a revival in trade. 


. Wills.—The late MR. ALGERNON TURNOR, sixteen years Finan- 
cial Secretary’ to the Post Office, left £54,463 gross, and 
258.869 net personalty. : 

The late Mr. A. W. HERVE, screw manufacturer, of Clerken- 
well Road, London, left £120,043 gross. 


NEW COMPANIES REGISTERED, 
Metallisation, Ltd. (179,721).—Private company. Regis- 


tered February loth. Capital, £75,000 in £1 shares. To zcjcire any inven- 
tions relating to the couung of surfaces with metai, and/or a5;;lving deposits 
of metal or metallic compounds to surfaces; and to adopt agrecizenis (1) with 
W. J. Thompson, and (2) and (3) wih E. T. White. ‘Lhe subcribers аге :— 
C. Tilt, Wembley Dene, Wembley Park, Middlesex, тисе. сиса engineer; 
C P. N. Raikes, 106. King Henry's Road, South Hampeicad N.W. 3, elec- 
trical engineer. The first directors are: W. J. TFhompse: &vzirman) E. T. 
White (managing director), and G. Dennicon.  Qualites.esn (except first 
directors), £1,000. Remuneration, £200 each per annum (e tuan £300). The 
managing director shall be entitled to 2} per cent. of the r-ofits in cach. year 
after lo per cent. dividend has been paid. — Solicitors: Francis & Johnson, 
19, Great Winchester Street, E.C. 


H. S. Kemp & Co., Ltd. (179,718).—Private company. 
Registered. February Joth. Capital, £1,200 in £1 shares. To carry on the 
business of electrical engineers, manufacturers of electric lamps und fittings, 
tool makers, brassfounders and metal workers, &c. The first: directors are :— 
W. F. Bond, Windsor House, Kingsway, W.C.2 (or such other person as shall 
be nominated by Belco, Ltd., of Windsor House, Kingsway, W.C.); E. А. 
Boxall, 57, Penshurst Road, Thornton Heath, Surrey; Н. S. Kemp, 133, 
Gloucester Road, Regent's Park, N.W.; А. E. Cage, 3, Harrington Street, 
Hampstead Road, N.W. No qualification required for nominee of Beleo, 144. ; 
qualification of other directors, £100. Registered. office; 25, Stephen Street, 
Tottenham Court Road, W.C. 1. 


Selco, Ltd. (179,702).—Private company. Registered 
February 14th. Capital, £100 in £1 shares. To carry on the business of 
import and export merchants and agents, consulting, mechanical and electrical 
engineers, financial agents, brokers, &c. The subscribers (cach with one share) 
are: Mackie Galstaun, 247, Fulham Road, South Kensington, S.W.3, elec- 
trical engineer; Nellie Schofield, 27, Edridge Road, East Croydon, solicitor’s 
clerk. The first directors ure not named, Solicitors: Gisborne, Woodhouse 
and Co., Temple Chambers, Temple Avenue, E.C.4. 


Auto-Electrical Services, Ltd. (179,760).—Private com- 
pany. Registered February 17th. Capital, £2,500 in £l shares, To take 
over an agreement made between С. A. Vandervell & Co., Lid., of the one 
part and R. V. Steward of the other part; to enter into an agreement 
to acquire the formula: and process of manufacturing electrical dry batterics; 
and to carry on the business of manufacturers, sellers or agents for the sale 
of electrical dry batteries and accumulators, manufacturers of acids, elec- 
trical appliances or accessories, automobile, aircraft, and marine equipment 
for lighting, starting, and ignition, &c. The permanent directors аге :— 
М. F. Steward, 86, Darlington Street, Wolverhampton; R. V. Steward, 
“Walmer House," Waterloo Road, with power to appoint other directors. 
Qualification, £50. Remuneration as fixed. by the company. Secretary : С. 
Brassington. Registered office: 14, Lichfield Street, Wolverhampton. 


OFFICIAL RETURNS OF ELECTRICAL. 
COMPANIES. 


Melbourne Electric Supply Co., Ltd.—A trust deed dated 
January 31st, 1922, to secure 2,500,000 dollars їп gold. currency of the U.S.A. 
has been registered, charged (specifically) on frechold properties in Australia 
and (as a floating security) on the company's other assets, present and future, 
including uncalled capitai, subject to first. and second. debenture stocks and 
э усаг 6 per cent. general mortgage gold bonds. Trustees: Anglo-American 
Debenture Corporation, Ltd. 


Simms Motor Units (1920), Ltd.—Satisfaction to the ex- 


tent of £3,210 2s. 114. on various dates from July 29th, 1921, to February 3rd, 
1922, of second mortgage dated April 30th, 1920, securing £4,818 155. 


Pewsey Electric Lighting Co., Ltd.—Particulars of £2,000 
debentures authorised November 8th, 1921; whole amount issued; charged 
on the company's undertaking and property, present and future, including 
uncalled capital. 


Charles Winn & Co., Ltd.—Satisfaction to the extent of 


£9,000 on January 3lst, 1922, of debentures dated September llth, 1918. secur- 
ing £30,000. 


Anglo-Portuguese Telephone Co., Ltd.—Satisfaction to 
the extent of £10,000 (being amount issued) on March. 2nd, 1905, of second 
morigage debentures dated December 29th, 1902, and September 14th, 1903, 
securing £40,000. (Notice filed February 10th, 1922.) 


Drake & Gorham, Ltd. (70,275).—Return dated Novem- 


ber 10th, 1921. Capital, £125,000 in £1 shares. All shares taken up. £85,000 
paid, £40,000 considered as paid. Mortgages and charges, £12,000. 10 per 


cent. seven-year notes, £00,000. 


Allen: Liversidge, Ltd.—Satisfaction in full on February 
14th, 1922, of debenture dated April 14th, 1920, securing £50,000. 


Eastern & South African Telegraph Co., Ltd. (13,306). 
—Return dated December 13th, 1921. Capital, £600,000 in £10 shares. All 
shares taken up and paid for in full, Mortgages and charges, nil. 

Appleby Crane & Transport Co., Ltd.—Sir William B. 


Peat, of 11, Tronmonger Lane, E.C.. ceased to act as receiver or. manager on 
February 10th, 1922. 


CITY NOTES. 


THe annual meeting of shareholders 

British Columbia was held in London on February 14th. Mr. 
Electric Railway J. Davidson (deputy-chairman) presided in 
Co., Ltd. the absence, through illness, of Mr. R. M. 
Horne-Payne. In presenting the report 

(which was dealt with in our issue of February 10th), the 
chairman said that the increase in gross earnings had been 
almost wholly absorbed by increased costs, mainly due to 
higher wages; the net earnings, therefore, only rose by 
£9,058. There had been a remarkable growth in statistics 
during the year under review. The number of passengers 
carried increased from 66.411.030 to 71,065,275; the number of 
kWh of energy sold rose from 120,173,919 to 140,285,620; 
45,710,600 cu. ft. of gas had been sold, as compared ‘with 
41,746,000 in the previous year.  FPreights had fallen off 
shghtly, 419,534 tons being carried, as against 430,931 in 
1919-20. The increase in net earnings was not due to high 
charges, but to ever-growing efficiency in the working of 
plant and equipment, to constant and vigilant attention to 
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every detail, and to the most economical and efticienf , brought forward, making a total of £276,233. The following 


management. The tramway fares charged by the company 
in Vancouver, Victoria, New Westminster, and North Van- 
couver were at a flat rate of 6 cents. In only two other 
Canadian citie: were fares as low as this, and in no city 
were they lower. The right to charge 6 cents extended to 
July 186, 1922, and it was essential if a proper service was to 
be maintair.s' that this fare should be retained after the date 
mentioned. Although negotiations to this end had proved 
that the Vancouver City Council was agreeable, the people 
of the city were against the retention of the increase, mainly, 
the chairmun thought, because the necessity for it was not 
understood. With regard to lighting rates, not only had the 
company not increased its tariffs, but two reductions had 
heen mgde since 1914, and the lighting rates charged in 
Vancouver were actually 23 per cent. below the pre-war level. 
There were now only nine cities with a population of over 
50.000 in Cunada and the United States where lower rates 
were charecd. The price of gas had remained constant by 
reason of imiproved efficiency in production. The prospects 
for the current year were excellent, the only doubtful feature 
being the matter of the Vancouver tramway fares. Тһе 
degree of progress exhibited m the company's policy was 
dictated bv its ability to raise further capital; this was impos- 
sible unless fares were so stabilised as to make the forecast- 
ing of revenue reasonably certain. Until then capital ex- 
penditure would be avoided. The purchase of the Western 
Power Co. of Canada ensured a present and potential supply 
of power covering all requirements for many years to come. 
A recent examination of the company's existing power plants 
showed that, for a relatively moderate capital expenditure. 
an additional 10,000 kW might be added to the capacity of 
these undertakings. An additional unit now being erected 
in the Western Co.'s undertaking would give a further 
7.500 kW. Tt had also been stated that as much as 80.000 h.p. 
was obtainable from the development of the second power 
site owned by the Western Power Co. of Canada. The de- 
velopment of these resources depended upon the growth in 
demand, and'also, in a large mensure, to the encouragement 
received to develop. further resources. Arising out of the 
high prices of fuel, it had become fashionable to represent 
that water-power development was always cheaper than 
steam generation. This was not 80; there were manv cases 
in which the development of water-power would be unprofit- 
able and a steam plant would be preferable. There was a 


danger of over-develonment of water-power in Canada—the* 


supplv exceeding the demand. The market for power should 
he made sure of before water-power schemes were proceeded 
with. "The speaker ended with an appeal to the people of 
Vancouver fo serve their best interests bv supporting the 
companv's fortheoming apolicatinn to be transferred. from 
provincial control to that of the Dominion Railway Cominis- 
чоп. єт by granting the company the right to charge a 
-cent fare for a period of ten or twelve vears. 
WE give below a summary of the 
Underground results of working of the five companies 
Electric Railway (including the Tondon General Omnibus 
Companies. Co.) constituting the ‘* Underground ” 
group, for the year ended December 31st, 
1321. As the Metropolitan District Railway was still under 
Government control during 1920 the Ёга е receipts and ex- 
renditure for that year are not comparable with those for 
1921, and the differences are therefore omitted :— 
ot е5 1921. Increase 4 


or Decrease — 


| £ 
Trafic receipts... sis ees Vx ies .. 12,498,641 — 
F*penditure fes sas г "m ee e 010.425.930 = 
Net receipts ese ы Мм ae aa SOTO до Ana 
Miscellaneous receipts (net) ... е € aes 286.916 № 107.083 
Total net income ka isa S aie cae 2,659,627 mS 143,247 
Deduct— 

Interest, rentals and fixed charges ... se R67 ,69R te 41.717 

Appropriations to reserves та eis ste 530.000 + 110,000 

Dividends on guaranteed and preference stocks 389.477 Es 29.400 

Total deductions ... 1.787 105 sts 181,117 

*Ralance е Е wai a РР ade РУ 872,523 + 562.130 
171 balance from last усаг‘ accounts ies 135,711 + 1.433 
Total amount available for dividends on ordinary 

stocks and shares and for other purposes ... 1.008,233 +. 563,563 
Amount paid in dividends on ordinary stocks and 

shares representing an average rate of 3.92 ner 

per cent. in 1921 and 1.66 per cent. іп 1920 755,091 4. 446.13? 
Balance carried forward to next year's accounts 253.143 + 117,431 


*During the first half of the vear 1921 the dividend on the 
Second Preference Stock of the Metropolitan District Railwav 
Co., amounting to £36.750, was met out of that company’s 
share in the Common Fund. Tf this is added to the balances, 
sre the total represents the Conunon Fund for the vear 

The traffic statistics for the year show a falling off; the 
totals are given below :— 

Passengers carried— 


Ordinary we, une — iue. ы з 900,505.87R 51.244.390 
Workmen we rs — Sek wee 59 R19, RAR = 21,019,702 
Season s T jd a wae 56 559.400 E 440.147 
Total ... eae 1.099.877 929 € 71,823,045 

Nun ber of car-miles run... ft si 144,629 823 ка 4,099,077 


жы reports of the four railway companies are briefly given 
ow :— 

Central London Railway Co.—The total net income 
amounted to £261,122, an increase of £94,553; £15,161 was 


deductions were made: Interest, rentals and other fixed 
charges, £46,089; appropriation to reserve, £29,000; and divi- 
dend on preference stock, £21,600. This left a balance of 


£179,644, and after payment of final dividends a balance of 


£59,644 is carried forward. 

Metropolitan District. Railway Co.—The total net income 
increased by £122,713 to £662,553, which, with a balance of 
£20,537 brought forward, made a total of £633,090. After 
deducting £326,760 for interest, rentals, and other fixed 
charges; £05,000 appropriated to reserve; and £198,430 as 
dividend on guaranteed and preference stocks; an available 
balance of £92,900 remained. After payment of final divi- 
dends a balance of £00,550 is carried forward. 

London Electric Railway Co.—The total net income was 
£505,403—an increase of £243,482. This, with a balance of 
£22,350 brought forward, made a total of £530,393. Interest, 
rentals, and other fixed charges absorbed £295,544; £65,000 
was transferred to reserve; and dividend on preference stock 
absorbed £126,917; leaving £342,902 available for distribution. 
A balance of £22,350 is carried forward after payment of 
final dividends. 

City and South London Railway Co.—The total net income 
showed an increase of £11,478, being £179,867. A balance 
of £18,820 was brought forward, making a total of £198,687. 
The following deductions were made: Interest, rentals and 
other fixed charges, £46,511; appropriation to reserve, 
£30,000: dividends on preference stocks, £42,500; leaving a 
balance of £73,376. After the pavment of final dividends a 
balance of £25,276 is carried forward. 


Mr. E. Garcke presided at the annual 
North Metro- = meeting of the company on February 16th. 
politan Electric Не commenced by stating that an issue of 
Power Supply £250,000 8 per cent. second preference 
Co., Ltd. stock was contemplated by the directors, 
and subject to sanction being received a 
prospectus would be issued in a day or two. ‘The net re- 
venue for the year under review again showed a record in- 
crease ; In the course of two years the balance of the company's 
net revenue had more than doubled. 'l'ho gain of over 90 per 
cent. in net revenue had been made in spite of many ditt- 
culties. The coal strike had not only resulted in decreased 
output, but had also involved the company in the expense of 
installing oil fuel burners, and the purchase of low-grade coal 
at exorbitant prices. The company had succeeded in main- 
taining the supply throughout the period of the dispute. The 
capital expenditure during the year totalled £240,000. This 
Was mainly expended upon new generating plant which was 
not only necessary to enable the company to mect the de- 
mands of consumers but also to effect considerable econoinies 
in working. Other revenue-producing expenditure had been 
made upon transmission lines and distribution mains. The 
company was now giving bulk supplies to eight local autho- 
rities and. companies who acted as distributors. In conjunc- 
tion with the allied distribution company, the North Metro- 
politan Co. was now operating thirteen separate undertakings. 
As mentioned in the report, the Electricity Commissioners had 
agreed to preserve the rights of the company in formulating 
the scheme for London's electricity supply. The company's 
plant had been increased during the year by а 5,000-kW turbo- 
generator set, and it was hoped to install a further 15,000 kW 
during the present year. Nine new sub-stations had been 
erected and put into service during the year. In the Bill 
being promoted by the company in the present session of 
Parliament sanction was being sought to the revision of prices 
and methods of charging, and to the taking over of the distri- 
bution company's undertakings, which would secure efficiency 
and economy. 
The report was adopted, and at an extraordinary general 
meeting the issue of the stock referred to above was approved. 


For the vear 1921 there is a credit 
South Metro: — balance of £100,315, plus £18.260 brought 
politan Electric forward, and £1,001 the dividend of 10 per 
Light & Power cent. per annum on the holding of shares 
Co., Ltd. in the West Kent Electric Co.. Ltd., for 
1920, making a total of £119,576. Deben- 
ture and other interest requires £16,754, 7 per cent. is paid 
on the 7 per cent. cumulative first preference, and 6 per cent. 
on the 6 per cent. cumulative second preference shares: 
£24,009) to depreciation fund; £25.000 to reserve: a dividend 
of 10 per cent. (less tax) on the ordinary shares for the year 
(£16,500) : £21,498 is to be carried forward. Notwithstanding 
the unfavourable trade conditions. there has been a marked 
improvement in. revenue, which is highly satisfactory. The 
business of the West Kent Electric Co., Ltd., has been ad- 
versely affected by the depression, but, as stated, a dividend of 
10 per cent. is again recommended, and 5.000 has been 
placed to reserve account, against £8,000 last vear. Sir Ernest 
V. Hilev. K.B.E.. resigned from the board during the year, 
and Sir Edinund Wvldhore-Smith has been elected a director. 
Meeting : February 27th. 


Charing Cross. West End and City Electricity Supply Co., 
Ltd.—A dividend on the ordinary share capital of the West 
End undertakings. for the half-year ended December 815%, 
1921, at the rate of 68. per share, is recommended, making, 
with the interim dividend, 9 per cent. for the year. 
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Northampton Electric Light and Power Co., Ltd.—In 
spite of trade depression the business was successful during 
1921. Coal stocks were ample to maintain supply and new 
consumers came on owing to partial failure of other sources of 
power. This, combined with falling coal and other prices, 
resulted in increased profits, and enabled a reduction to be 
made in the price of energy. Lighting and heating have been 
added equivalent to 14,827 (32-watt) lamps, making a total of 
140,961. The h.p. of motors has increased from 7,755 to 
8,461, of which 4,835 is let out on hire. 
from 7,646,577 to 7,757,355. Good progress 1s being made with 
the extensions to the Hardingstone Junction generating 
station, and the new plant will be installed and running in a 
few months. The balance of £60,000 seven per cent. second 
debenture stock, offered at par, was all taken up. £19,681 
has been added to depreciation fund (£1,681 allocated to 
motors) £7,000 has been added to the reserve fund, and 
£2,000 to the battery suspense fund. £500 has been put 
aside toward an employés’ benevolent fund. А final divi: 
dend on the ordinary shares at the rate of 54 per cent. makes 
9 per cent. for the vear, conipared with 8 per cent. for 1920. 
£4,565 їз carried forward. 


Lancashire United Tramways Co.—4According to the 
Financial Times, the profit for 1921, less working expenses, 
cost of generating electrical energy sold, general charges, 
and rent of leased lines, was £28,217. The receipts show a 
decrease of £14,831, and the expenditure an increase of 
£7,754. Interest and dividends from operating company, plus 
motor coach and sundry receipts, was £69,761. Deducting 
motor coach and other expenses and interest on prior lien de- 
benture stock, there remains a balance out of which interest 
at 24 per cent., less tax, will be paid on second mortgage de- 
benture stock for the year, leaving £1,126 for depreciation. 
The balance on working the operating company, after pay- 
ment of interest and dividend, was £10,248. Depreciation and 
renewal account (after writing off £5,000 for depreciation on 
motor coaches and omnibuses) and amounts carried forward in 
combined companies now amount to £183,642. 


Tyneside Tramways and Tramroads Co.—Dr. J. T. Merz, 
presiding at the halt-yearly meeting, held on Ше 14th inst., 
said that the working of the whole year had been most 
ditticult, and the losses of trattic through the coal mines 
stoppage were most marked. The passengers were 50 per 
cent. less. For the whole year there had been a reduction 
of 6 per cent. compared with the previous year. They had 
taken out of reserve for rollng stock and permanent-way 
repairs £6,000; but, on the other hand, they had paid into 
that fund from the profits of the year £3,700, so that their 
reserve fund had only been reduced by about £3,000. ‘Lhe 
work on the permanent way had cost about £5,000. Не 
regretted that the dividend was the smallest since 1912. As 
to the future there were slight signs of improvement. The 
first six weeks of this year were about on a level with last, 
mer if that continued their position would be very much 

etter. | 


Companies Struck off the Register.—The following com- 
panies have been struck off the Register and are thereby 
dissolved :— ` 

Blackpool Electric Tramways (South), Ltd. 

British Lamp Manufacturers, Ltd 

Electric Generating Stations, Ltd. 

Electromotor Equipment Co., Ltd. 

Engineers’ Standardised Publications Association, Ltd. 

General Engineering Accessories, Ltd. 

Murex Magnetic Co., Ltd. 

Simplex Insulators (Bourke's Patent), Ltd. 

Accessories Manufacturing Co., Ltd. (registered November 7th, 1910). 

Anglo-Colonial Engineering Co., Ltd. 

Liandudno and Colwyn Bay Electric Railway, Ltd.—The 
profit for the year ended November, 1921, after providing 
for debenture and loan interest, was £6,195, plus £2,548 
brought forward. There is put to debenture stock redemption 
£2,040, and to reserve for repairs and renewals £2,500; a 
dividend of 4 per cent., less income tax, requires £2,783, 
leaving £1,420 to be carried forward. The suimmer receipts 
were affected by the coal strike and the restriction of elec- 
tricity supply, but increased fares were in operation during 
the whole year, and satisfactorily increased the receipts. Ex- 
penses have been high, but they are now beginning to fall. 
Portions of the track require to be reconditioned and the 
work is in hand я 


Crossley Brothers, Ltd.—A loss of £94,016 is reported for 
the year 1921. The loss was due to the heavy fall in the 
value of stocks. The sum of £51,161 was brought forward, 
out of which the preference dividend was paid for the first half 
of the year and a payment made on account of corporation 
profits tax of £1,250, leaving a debit balance of £54,159, which 
is carried forward. For 1920 the profits amounted to £59,111 
and З per cent. was paid on the ordinary shares.—The Times. 


Kensington and Knightsbridge Electric Lighting Co., Ltd. 
—A dividend of 6 per cent. on the ordinary shares for the 
half-year ended December 31st, 1921, is recommended, 
making, with the interim dividend, 10 per cent. for the year. 


Brompton & Kensington Electricity Supply Co., Ltd.— 


Final dividend at the rate of 15 per cent. per annum, making. 


12 per cent. for the year, less tax. 


Units sold. increased: 


- 


Westminster Electric Supply Corporation, Ltd.—The re- 
port states that during 1921 the connections increased from 
56,652 kW to 59,132 kW. The units generated totalled 
28,484,775, and there was sold to consumers and used on works 
26,093,964, 1,142,554 being expended in distribution. The 
report contains the same remarks on the Electricity Supply 
Bul and the operations of the Electricity Commissioners ав 
appeared in the report of the St. James' & Pall Mall Co. 
(ЕС. REV., February 17th, p. 942). A dividend at the rate 
of 12 per cent. per annum, less income tax, for the past half- 
year, making 10 per cent. for the year, is recommended, 
£7,324 remaining to be carried forward. Mr. J. Browne 
Martin has resigned from the board, and the directors express 
appreciation of his services since the formation of the com- 
pany. Sir W. H. Porter has been elected a director. Meet- 
ing: March Ist. - 


Rushden and District Electric Supply Co., Ltd.—In spite 
of trade depression the output in 1921 was practically the 
sume as in 1920. A full supply was maintained throughout 
the coal strike. Lighting and heating connections increased 
by 2,131 (32-watt) lamps (equiv.), making 9,483; motors 
increased from 761 h.p. to 7704 b.p. (292 on hire). £2,000 
was added to depreciation, and the balance of preliminary 
expenses (£500) has been written off. Dividend for the year 
74 per cent., against 64 per cent. in the previous year. 485 
carried forward. 


Chas. Ciifford & Son, Ltd.—The works at Fazeley Street 
anu Log гоо! Were not funy empioyed during 19zi owing to 
uade uepression turoughour the world. Net pront, £,v41, 
wnich, With the balance brougnt forward, makes £2,202. 
Alver paying b per cent. per аппиш, Jess tax, on ше preterence 
snares, 1t is proposed to pay (in addition to the interim 
dividend already paid) six months’ dividend on the ordinary 
ьпагеѕ (to December, 1921) at the rate of 10 per cent. per 
annum and a bonus of ә per cent., both tree or tax, leaving 
510,041 to be carried forward. 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under Кие lasa:— 

Scottish Power Co.—4JJ0,000 8 per cent. cumulative prefer- 
ence shares of £1 each, fully paid, Nos. 1 to ZUU,00U. 

ihe undermentioned securiues have been ordered to be 
officially quoted :— 

Newcustle-upon-Tyne Electric Supply Co.—£750,000 6 рег 


cent. second mortgage debenture stock. 


Shropshire, Worcestershire and Stattordshire Electric Power 
Co.—493UU,UUU 74 рег cent. 10-уеаг guaranteed convertibie 
debenture stock, 19:21. 


City of London Electric Lighting Co., Ltd.—The directors 
recommend dividends on ше o per cent. cumulative 
preference shares and the 8 per cent. cumulative second 
preference shares, also 15. 9.64. per share on the ordinary 
shares, making, with the dividend paid in September, 14 per 
cent. for the year 1921. The dividends are subject to income 
tax. 


Mersey Railway Co.—The revenue available for pay- 
ment of interest in 1921 is £53,890, which is sufficient to 
meet the full amount of the interest on all the debenture 
stocks, and £207 is carried forward. In accordance with the 
directors’ application to the Ministry of Transport, the rail- 
way was not included in the grouping arrangements pro- 
vided under the Railways Act, 1921, · 


Prospectus.—North Metropolitan Electric Power Supply 
Co.—The prospectus has been before the public this week in- 
viting subscriptions to an issue of £250,000 8 per ‘cent. cum. 
second preference stock at par. The list was to close on 
or before to-day (Friday). 

In actual fact the lits closed on Monday morning, but 
country applications were being considered early next day. 


Natienal Boiler and General Insurance Co., Ltd.—The 
directors report & net profit of £41,100 for 1921, and they 
recommend a final dividend of 90s. per share, less tax, making 
32s. per share for the year, carrying forward £13,209. 


Direct West India Cable Co., Ltd.—An interim dividend 
at the rate of 6 per cent. per annum, free of tax, on the 
ordinary shares is recommended for the half year. 


Teledraph Construction and Maintenance Co., Ltd.— 
Final dividend of 74 per cent.. free of tax. An interim divi- 
dend of 24 per cent. was paid in July. | 


Metropolitan Electric Supply Co., Ltd.—A final dividend 
of 5s. per share, making the total 7 per cent. for the year, 16 
announced. £94,892 is put to depreciation and reserve and 
£3,609 is carried forward. 


The Scottish Power Co.—A dividend of 7 per cent. on the 
ordinary shares is announced. 


Aberdeen Suburban Tramways Co.—Profit for the past 
half year, £1,050, plus £2,293 brought forward. | Е 

W. Т. Henley’s Telegraph Works Co., Ltd.—Final divi- 
dend on the ordinary shares of 2s. per share, less tax, making 
3s. for the year. 
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Fife Tramway, Light and Power Co., Ltd.—The profit 
fur the year, atter paying loan and debenture interest and 
redemption, is £58,038. After putting £17,000 to reserve, 
and paying the 6 per cent. preference interest and a dividend 
ul ð per cent., less tax, on the ordinary shares, £4.358 is to 
oe carried forward. The revenue from traction, lighting, and 
power undertakings was £78,394, and the balance carried to 
net profit and loss account £72.824. The year's results were 
affected by the coal strike and trade disputes. Additional 
small sections of the tramway track were doubled during the 
year. The considerable extensions of the plant, &c., will be 
completed in the next few weeks, as a result of which the 
power station capacity will be increased substantially, and 
economies in operating costs effected. Since the close of the 
accounts an issue of £250,000 7 per cent. debenture stock at 
4i per cent. has been made. The issue was largely over- 
subscribed. — 


Costa Rica Electric Light and Traction Co., Ltd.—The 
net earnings in Costa Rica during the year ended June, 1921, 
after charging all expenses, were £25,727, an increase of 
£l. over the previous year. The net profit of £3,709 wipes 
out last year's deficit and leaves a surplus of £3,379. 
£745 is written oll discount and commission on debentures, 
and the remainder is carried forward. As foreshadowed at 
the general meeting last year, the first two deferred warrant 
Issues amounting, with interest accrued, to £5,417, were paid 
оп March Ist and July Ist last respectively. Owing to the 
unfavourable cash position caused by the loss in exchanye, 
the incidence of the Corporation Profit Tax, heavy mainten- 
ance. and renewals and other special expenses during the 
vear, the directors do not see their way to a further payment 
on this account at the present time. 


Woking Electric Supply Co., Ltd.—During 1921 the total 
revenue was £44,219, less expenses, £25,717, leaving £18,502, 
plus £1,201 brought forward. ^ Debenture stock interest, 
£2.33, loan interest, £334. Dividends on the 6 per cent., 
i per cent., and 10 per cent. cumulative preference shares 
sre to be paid; £6,000 is put to depreciation and renewals, and 
fJ, ^" to reserve. The dividend on the ordinary shares is to 
he 7 per cent., and £1,222 is to be carried forward. The 
number of consumers increased from 2,460 to 2,587; the 
la4uaps connected from 165,987 to 190,610, and the revenue 
from £43,081] to £44,219. The depreciation and renewals 
fund now stands at £30,383. Units generated fell from 
271.743 in 1920 to 9,614,521 in 1921, and units sold from 
2.239,750 in 1920 to 2,128,189 in 1921. © 


Mather & Platt, Ltd.—The dividend for 1921, as announced 
here last week, was 10 per cent. The figures now available 
show that the net profits at £379,450 were £144.969 better 
than in 1920 and £197,062 better than in 1919. After paying 


the dividend mentioned, £287,661 is to be carried forward, as. 


azainsé £105,456 brought in from 1920. 


Traction and Power Securities Co., Ltd.—The directors. 


recunrnend. a final dividend at the rate of 4s. 6d. per share, 
free of tax, making 8s. per share, free of tax, carrying forward 
+14136, subject to corporation tax. 


Bruce Peebles & Co., Ltd.—The «directors recommend 
the following dividends:—On the cumulative participating 
preference shares, 74 per cent. and 2} per cent. for the year; 
un the ordinary shares, 10 per cent. for the year and а 
bonus of 5 per cent.—all less tax. 


Chelsea Electricity Supply Co., Ltd.—. dividend at the 
rate of 7 per cent. per annum on the ordinary shares for the 
half-vear to December 3186, making 6 per cent. for the year, 
is announced. 


Halifax and Bermudas Cable Co., Ltd.—4An interim divi- 
dend at the rate of 6 per cent. per annum, free of tax, is re- 
commended for the half year. 


Victoria Falls and Transvaal Power Co.—The net earn- 
ings, including those of the Rand Mines Power Supply. Co.. 
for the quarter ended December 31st were £205,682, before 
providing for taxation. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


It was not until this (Tuesday) morning that any brake was 
put on the breathless rush which resulted in the War Loan 
and other gilt-edged stocks being run up іп pyrotechnical 
fashion. The fall last Thursday in the Bank Rate to 4} per 
cent. brought home, to the capitalist with money on deposit. 
that 24 per cent. from the bank is hardly enough to receive 
en his money in days when living costs are still high. Тһе 
immediate effect. was to produce a boomlet in everything 
ciltedved. Not ouly in the Consols list, however, has there 


` Telegraph deferred at 95 is 34 up. 


been an outburst of strength. The movement extended to 
everything else of the investment type. For instance, the 
electricity debentutes which have been issued during the 
past six months came in for eager attention, and as one ex- 
ample, it may be mentioned that the Reading Electric deben- 
ture stock has jumped to 8} premium. Llanely & District 
debenture is over 100, Midland Counties Electric: debenture 
has gone up to 1034. The North Metropolitan issue of 8 per 
cent, preference stock at 100 achieved immediate success the 
subscription lists closing within an hour of two of their opens 
ing. General Electric debenture is fully 104. 
The Yorkshire Electric Power Co. is making an issue of 
£5 preference shares, as already mentioned, at #4 per share 
and for the underwriting a lively competition took place. 
W riting In advance, it may be said that anticipation looked 
for the subscription lists to close almost as soon as the 
opened, for it was known that some, at any rate, of the М 
derwriters want to take their stock firm. The company has 
just declared à dividend of 8 per cent. on the ordinary shares 
for the third successive year, and the report shows a profit 
of £74,300, as against £64,700 for the previous twelvemonth 
Bun is tolerably active in the 8 per cent. preference 
URDU 2 is Scottish Power Co., quoted at threepence either 


Most of the electricity supply compani 
ate 1 panies have now an- 
nounced their final dividends for 1921. It ma i 
to set these out in a short table :— 1/09 EOBYEDIORE 


Company. Div. Year. 
Charing Cross Electric ... 6 x 97 
Chelsea Electric .. 0 7% 6 °ў 
City of London Electric... 1s. 96d. 14 ® 
County of London Electric 11 7 8 °/ 
Kensington and Knightsbridge... 6 % 10 9 
London Electric Supply... ow o4 X 1 9 
London Suburban Traction ... 5 % Pref 34 У/ (arrears) 
North Metropolitan Electric 10% 10 $ 
_ St. James's and Pall Mall 88. 6d. 12 o 
Scottish Power Co. bas 7% 7% 
Smithfield Markets Electric 5% 5 °/ 
Westminster Electric 12% 10 °/ 
Yorkshire Electric Power 5% 8 o7 


The County of London puts by £180,000 to reserv | 
£112,500 in the previous twelve months. The Tendon Ble 
tric s 4 per cent. goes against 24 per cent. a year ago. The 
Charing Cross dividend, making 9 per cent., is one per cent 
up, and the Kensington and Knightsbridge, with its 10 per 
cent. for the year, increases its dividend similarly. The Lon- 
don & Suburban Traction's 3} per cent. is in respect of arrears 
on the 5 per cent. preference shares, and the North Metropo- 
litan Electric dividend of 10 per cent. is 24 per cent. better 
The rest of the dividends are the same as those of the pre- 
vious year. The effect upon the share market has been to 
strengthen still further an already firm list. Shares are difhi- 
cult to obtain, though we have said this so frequently of late 
that it tends to become a matter of monotonous reiteration. 
‚ Home Railway stocks have been booming. The reduction 
in the Bank Rate led to immediate attention being directed 
to the list of Home Railway ordinary stocks. Rises of 3 to 
7 points per diem in the leading issues are nothing uncom- 
mon. The Underground group is moving with the rest, though 
not so quickly. Underground incomes are 5 higher. Metro- 
politans gained 4 points: Districts 24. The Brighton Com- 
рапу в scheme for electrification has been, of course, post- 
poned, but with money becoming cheaper almost every month 
and with the public in its present temper of willingness to 
lend capital on any sound security, the probabilities point to 
the leading lines takings this opportunity for increasng their 
capital with the intention of spending the money upon elec- 
trification schemes. 

Amongst other investment stocks, the cable group stands 
out with prominence. Eastern ordinary has risen 6} to 1761, 
and the other trio, Globes, Westerns and Eastern Extensions 
are all substantially better on the week. The fact of the 
dividends being paid free of tax is again brought forward ав a 
reason why this quartette is being favoured, though obviously, 
the argument loses part of its force in view of the possi- 
hility—we fear it is only such— of the Income Tax being re- 
duced to 5s. in the £ in the next Budget. Great Northerns 
and Indo-Europeans are both £1 higher. Anglo-American 
The wireless group is 
quiet. with Marconis a shade firmer and marines hetter at 
24s. 6d. Canadian Marconis improved to 8s. 6d. Radios, how- 
ever, are quiescent at 17s. 6d. for the common and 19s. 9d. 
the preferred. Е 

Amongst other rises which have taken place іп the manu- 
facturing group are those of £1 in Telegraph Constructions. 
and smaller advances in Callenders, English Electric, General 
Electric and Henleys. Babcock & Wilcox at 911/16 are 
За. 9d. better. Edmundsons preference rose to 9. The provin- 
ejal electricity supply group is strong. with Bournemouths 
71. Oxford preference 34, Newcastle-on-Tyne second debenture 
several noints higher at 92. and. in the colonial group. Mel- 
bourne Electric ordinarv, 7 points up at 152. | North Metro- 
politan preference, on the success of the new issue, advanced 
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to 17s. 6d. Urban preference are better at 35s. County of 
London debenture stocks advanced to 76 and 744 for the Ist 
and 2nd respectively, but there is very little stock on offer in 
either case. 

A number of improvements have occurred in the list of home 
electricity shares. Charing Cross ordinary secured the biggest 
rise, and are 155. higher at 5$. County preference put on 
125. 6d., to 9. Kensingtons at 5§, аге 7s. 6d. up, London Elec- 
tric preference at 3} are again Әз. higher, and smaller rises 
have occurred in others of this group. 

British Columbia Electric Railway stocks have come into 
more attention, as they deserve to do, on the recent dividend 
announcement.. Rises range from 1 to З points. In Mexicans 
there is nothing much doing, but Brazil Tractions at 36 show 
a gain of 2. The Anglo-Aryentine issues are steady. Iron and 
steel shares are firmer, in sympathy with the general improve- 
ment that has taken place in most shares, with Vickers tax- 
free preference a good spot at 13s. 3d. The rubber market 
continues to be the Cinderella of the Stock Exchange, flatness 
of the produce giving rise to floods of talk which fails to ex- 
ercise any beneficial effect upon the root of the trouble. 

It may be pointed out that of the 70 stocks and shares 
quoted in our table, 36 claim rises this week. Not “ Moder- 
ate " improvements, all of them: many are remarkably good. 
It is vears since our price-lists have made such an extra- 
ordinary showing. For the principle reason, the explanation 
lies in the Bank Rate’s reduction. But the student looks fur- 
ther than this, and knows that the day of readjustment of 
values is at last here. There are plenty of pitfalls being laid 
for the investor. Caution and diserimination, especially 
amongst new issues, are as needful as ever. The war. how- 
ever, is over: that is the main factor which stands silhouetted 
amongst the hundreds of rises which are taking place every 
day in the investment markets of the Stock Exchange. 


SHARE LIST OF ELECTRICAL COMPANIES, 


Home PLECTRICITY COMPANIES. 


Dividend. Price 
^——. Feb. 21, Rise or Yiela 
| . 1919. 1920, 1929, fall. p.c. 
Brompton DAT T os .. 412 12 т — £8 17 10 
Charing Cross Ordinary i Ае 1 8 5 + ў 800 
do. do. do. “Ре... 4 4 8} — 618 6 
Chelsea ..  .. ae is oe 4 6 — " 14 10 
ону of London ec ee ee oo. 18 14 14 = 9 6 8 
о. do. брег cent. Pref... 6 6 19/- — 6 6 4 
County of London  .. is s 8 8 94 + ў 8 2 2 
de. do. б per cent. Pref... 6 6 9 + 618 4 
Kensington Ordinary .. we ee 1 9 54 + d 810 9 
London Electric. ө oe ee eo 23 9% 1 4 Tos 8 7 6 
do. ` do. 6 per cent. Pref... 6 6 А + воо 
Meer e- К i A n 4 — 5 P. С 
о. т oen tee 8 * 
Bt. James' and pati Mall s .æ. 10 12 i + 1 886 
Bouth London .. v és as 6 7 — 10 9 0 
South Metropolitan Pref.  .. T 7 7 a — 611 8 
| TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref, ee ee ee 6 6 95 +34 6 6 9 
do. Def. .. oe ee là 14 19% +h 9 8 0 
Chile Telephone ee ee eo 6 6 7 — 614 8 
Cuba Sub. Ord. ee ee өө eo 7 7 7 — 9 6 8 
Eastern Extension .. ue е, 10 10 17i 43 519 8 
Eastern Tel. Ord. x ws ee 10 10 gp +6 618 4 
Globe Tel. and Т. Ord. s -- 10 10 17 + j 612 8 
do. do. Pref. Фо ee 6 6 10 — 6 0 0 
Groat Northern Tel. .. ie .. 2 9 28 +1 811 6 
Indo-European .. T »5 „ 10 10 88 +1 711 6 
Marconi oe ee ee ee ee 25 16 1i — 8 17 10 
Oriental Telephone Ord. ee ee 12 12 2 == | *6 0 0 
United R. Plate Tel. .. ve n 8 8 64 + 681 
West India and Panama ds „ Nil Nil 5/- — Nil 
Western Telegraph .. „ « 10 10 174 +8 %612 0 
Home Ras, 
Central London Ord. Assented... 4 4 594 +94 814 6 
Metropolitan  .. 5% es - 1 1 B54 +4 6 6 9 
оопа Westie Ordinary .. Nil Nil 2 н в п 
Undergroun ectrio ss + 
do. do. “A”, of NU Nil dis 4- 1/6 Nil 
do. do. Income.. as 4 9 7% +5 5 8 4 
FonEIGN Trame, £0, А 
Anglo-Arg. Trams, First Pref. - — 915 6 
"E do. 2nd Pref. · ав 1. ү: — 819 6 
.. do. do, брег cent, Deb. Б b 72 +1 619 0 
Brazil Tractions ‘a m - Ni NH 86 +32 Nil 
British Columbia Eleo. Rly. Pfoe... 5 b +1 717 6 
do. do. - Preferred.. Б 98/- 5 +1 *J 14 2 
do. do. Deferred .. . 8 194 6 +8 *9 15 6 
do. do. Deb. ae 4 i 6 +1 611 9 
Mexioo Trams. 5 per cent. Bonds... N N b — — 
do. do. 6 percent, Bonds.. Nil Nil — Nil 
Mexican Light Common... . Nil Nil 17 "ME Nil 
do. Pref. ee ee ee Nil Nil 85 —1 Nil 
do, . let Bonds .. ,, Nil 65 6 +1 717 6 
MANUFACTURING COMPANIES. 
Babcock & Wiloox  .. ee о, 15 16 911 — i$ 519 0 
British Aluminium Ord. „„. „„ © 10 10 16/8 — — 
British Insulated Ord. vs .. 15 16 14 — B 17 10 
Callenders ee eo ce 15 16 lj; +% 912 0 
" 64 Pref. ee ee ee 64 63 18/9 c 6 18 8 
Crompton Ord. oe ee өө ee 10 10 18/9 mm 14 11 0 
Едівоп-Втап  .. zs .. ef 0. = 4[- —6d. — 
do. do. б per cent. Deb. oe 5 6 0 : — 8 1 4 
Blectric Construction .. eo ee 10 10 18/9 — 10 18 4 
English Electrio Ew d ce oe 6 8 - 10/- + 6а 16 0 0 
Q. "^c ee ee 6 12/6 = 9 19 0 
Gen. Eleo. Pref... Vs ee ee 64 6 19/3 +6d 615 1 
do. Ord. ee ee ee ee 10 10 90/3 +8d i 9 17 R. 
Henley еа ee eo . oe os 15 15 82/6 + 6d 9 ‚+4 8 
do. 4 Pret. ee ee ее oe tà 43 р 83 == 6 0 0 
Indis-Ru ber ec ee ee ee 10 — +3 == — 
Met.-Viokers Pref, | ee ee ‘ee 8 8 11 — B 10 8 
Biemens Ord. ee “өө 0 ee. 10 * 10 98/- = *R 18 1n 
Telegraph Соп, ee. ee ge ee 90 90 24 +1 95 0 0 


¢ Dividends paid tree of Income Taz. 


. MARKET QUOTATIONS. 


lr should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstance 


Wednesday, February 22nd. 


Latest Vortnight's 
CHEMICALS, &ос, | Price. Inc. or Dec, 
а Acid, Oxalio .. ee #5 es рег lb. 8d. 
a 7 Te ва - vs .. per ton £665 os 
a Ammonia, Mu (large crystal) 458 as 
а Bisulphideof Carbon — .. .. + ў " 
a Borax ee oe ee ee ee м £81 oe 
a Copper Sulphate $e ox МА ü £29 v 
а Potash, Chlorate  .. sè .. per lb. bd. to 54d. ге 
& ›„ Perchlorate is Mis " yr ae 
а Shellac ee ee oe eo ee per owt 21 108. ее 
а Sulphur, Bublimed Flowers 45 н 613 10s. КА 
а м Lump ee ee oe м £12 10s. ee 
a Soda, Chlorate ео ee eo per lb. зда. m 
a n C stals ee ee es per ton #7 ws 
a Bodium Bichromate, casks ee per lb, 7%. oe 
METALS, &с, 
Ь Aluminium, Ingots.. РУ ee рег ton #190 s 
b RS Wire .. T . per lb. ` M9 to 3/6 ES 
b » Sheet b. ee ee 9 1/6 to 2/- ee 
p Babbitt’s Metal and Anti-friction Metal— 
Grade I .. s es per ton net £147 is 
Grade II .. ws - » " £106 è 
Grade III ee ee ee 9 КТ £62 ee 
c Brass (rolled metal 2" to 12” basis) per ib. 93 d. d. dec. 
€ » Tubes (solid drawn) oe н / за. to M- d. dec 
Г " ire, is ee ee ee а) 10 6 d. dec 
c Oopper Tubes (solid drawn) T ^ | rh, jd. dec 
c и Bars (best selected) ee per ton £4 dec 
6 » Sheet ee eo ee ee м £90 £4 dec. 
с н Коа ee ee ee eo D] £90 £4 dec. 
d „  (Hleotrolytio) Bars - i £68 10s. 75/- dec 
d « й Sheets © Е £145 108. T 
: м н сои в P lb #85 10s. 5/- дес. 
н н ©» oe peor ib. 104d, d. dec. 
f Bbonite Rod oe oe ee ee » ro i ee 
1 » Sheet. е е ө ee ее oe B/- ee 
a German Bilver Wire ee ee » 9/9 ee 
h Gutta-percha, fine .. T čs я 12/6 T 
h India-rubber, Para fne .. si a 1124. ee 
і Iron Pig (Cleveland Warrants) .. per ton Nom, T 
I, Wire, gar: No. 8, P.O. qual, ú 221 А 
E Mercury MR f " "bot 211 te £11 be des 
ee ee ee ee per ° e 5 е ес 
e Mioa (in original cases) small .. per lb, 8d. to 8/- i - 
ө [7] м м пы ee н 10 PA p w ee 
@ » e oe » - f- oe 
Pp Phosphor Bronse, plain castings.. " 1/1 = 1d. dec 
Р й н drawn bars and rods a 1/84 ad. dec 
p » » rolled strip & sheet " 1/82 ‚ dec 
p » [1] Wire ee oe ee [1] M3 d. dec.= 
о Platinum ee ° eo ee per OZ. £24 m 
d Silicium Bronse Wire oe ee per lb, 1/23 = 
Р foel, Magnes, in bars ee ee " u- ва. dec. 
m Tin, Block (Engligh) e». ». рег юп | £189 10s. to £140 | £16 10-£16 dec 
а n Wire, Nos. 1 to 16 ee ee per lb. 8/8 | ee 
Quotations su; b 
a G. Boor & Oo. S ee Sbakeepsare, 
b ‘Lhe British Aluminium Co., Ltd. А Edward Till & Oo. 


c Thos. Bolton & doas, ыга. 


1 Bolli & Low Өө, 
d Frederick Smith & Oo. ы) 


1 Richard Johnson & Nephew, Led. 


ө F. Wiggins & Sons. a Р. Ormiston & Sons. 
f India-Rubber, Gutta-Peroha and o Johnson, Matthey & Co., Ltd. 
Telegraph Works Co., Ltd. 


p C. Clifford & Son, Ltd. 
r W. Е, Dennis & Oo. . 


| 
Non-Ferrous Metals Research.—The annual report of the | 
British Non-Ferrous Metals Research Association for 1921 ha> 
recently been issued, and shows a gratifying record of prv- R 
gress achieved during the year. Apart from the researches ol |, 
chief interest to those in the non-ferrous metal industry, even w 
to those possessing small foundries, such as the investigations «= 
on brass casting and on the electrical melting of non-ferrous w 
metals, a number of investigations are in progress of par- +, 
ticular interest to electrical manufacturers, notably those on & 
metal polishing and grinding, the jointing of metals, includ- t' 
ing soldering, brazing, and welding, the last-named being © 
conducted by the Metropolitan-Vickers Electrical Co. ©! 
fundamental importance is the investigation being conducted 
by Dr. W. Rosenhain, at the National Physical Laboratory. 
on the intluence of impurities up to 1 per cent. on ће work- ' 
ing properties of copper. The increased speeds and stresses 
in modern electrical apparatus are such as to render increased 
knowledge of non-ferrous metals and alloys of enormous 
importance to electrical manufacturers. 


Metric Gallons.—Haviny regard to the confusion which 
now exists, especially in overseas trade, due to the difference 
between the American gallon and the Imperial gallon, it 
has been suggested that it is desirable that. an agreement - 
should be reached between the Governments of Britain and - 
America to the effect that as an alternative to either of the 
above gallons being adopted bv both countries ав a common - 
standard, each of them should forthwith adopt the litre. 
which could be described as the .'' metric gallon." It 1 
obvious that uniformity of practice in a matter of this kind 
is most desirable, and the adoption of the metric gallon would 
standardise practice not only between Britain and Americ. 
but also with practically all other countries engaged in mter- 
national trade. | 
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THE BRITISH INDUSTRIES FAIR. 


Ох Monday next the third British Industries Fair opens 
simultaneously at London and Birmingham. 

The London section, housed at the White City, 1з, 
from an engineering and electrical point of view, the less 
important, but many of the ‘* sundries " of the trade 
will be exhibited there, as, for instance, all kinds of 


«€ 2) 


glassware, china, and earthenware, as well as numerous 
scientific instruments, chemicals, and photographic and 
kinematographic apparatus. This section is under the 
control of the Department of Overseas Trade. 

The Birmingham section, which occupies the extensive 
aerodrome buildings at Castle Bromwich, has been 
organised by the Municipality and the Chamber of 
Commerce. Last year about 130 firms connected with 
the electrical and allied industries were present, and a 
large number of these have taken space again this year. 
So far as possible the firms are grouped according to 
the nature of their exhibits to facilitate the comparison 
of similar products by different firms. The principal 
groups into which this section of the Fair is divided 
are:— Brass foundry, hardware, and ironmongery ; 
metals; construction, building, and decoration ; power, 
lighting, cooking, heating, and ventilating; engineer- 
ing; agriculture; mining; and motors, motor-cycles, 
cycles, and accessories. 

This year’s Fair will be divided into two sections 
only instead of three as last year, the attendance at 
the Glasgow (textiles) section having been considered 
insuficient to justify its continuance, 


Birmingham Section. 


THE PREMIER ELECTRIC WELDING Co., Lro., has a display of 
welding plant designed for special applications. The 4.4-kW 
æt, illustrated in fig. 1, is one of the principal exhibits. ‘1h:s 
is а portable set consisting of a *’ Gardner " 10-h.p., two- 
evlinder, water-cooled engine, running at 1,200 r.p.m., and 
designed expressly for this purpose, direct-coupled to a 
special compound-wound generator, rated at 4.4 kW. "Ihis 
machine has three field windings—shunt, series, and a third 
winding supplied from a separate exciter, and it possesses a 
“drooping " characteristic by which as soon as the welding 
operation commences the voltage, which on open circuit 1s 
fil, automatically drops to that required by the operator—from 
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Fia. 1.—A 4.4-kW PORTABLE WELDING ona. 


X3 to 30 V. This has rendered possible a considerable re- 
duction in the size of the equipment. The exciter is a .13- 
kW machine, and is mounted on the generator shaft. The 
generator is connected with the are through reactance coils 
in the main circuit; these coils absorb practically no energy 
but have a marked effect upon the efficiency of the welding 
operations. ‘The amount of reactance is varied by means of 
a triple-pole switch mounted on a well-finished switchboard. 
The overall dimensions of the plant are: length 8 ft. 9 in., 
width 3 ft., and height 6 ft., and the total weight is about 
3 cwt. The company also shows a motor-generator plant 
for tramway work, consisting of a d.c. motor coupled to a 
welding generator similar to that described above. The 
plant is totally enclosed in a sheet steel housing. An equip- 


ment for use in workshops where existing shafting can be em- 
pioyed is exhibited, and in addition to this there 1S an a.C. 
traustormer piant of small weight, also for use ın workshops. 
‘the exhibit 1s completed by a selection of electrodes ol many 
types, including cast-iron, manganese steel, and high-carbon 
steel. A spot welding machine of standard design also ap- 
pears upon the stand. 

Messrs. Gent & Co., Lp., have an exhibit comprised of 
numerous small commercial and industrial appliances. Chiet 
among these are examples of their " Pulsynetic " time system, 
consisting of a master clock controlling a number of second- 
ary clocks of various sizes. Other accessories of this system 
include mechanism for driving turret-clock dials оп the 
‘ waiting-train " principle; automatic sounders for giving 
warnings at pre-determined times; and the '' Retlex " pendu- 
lum control tor unifying the times registered by a number of 
workmen’s time recorders in a factory. Several types of tele- 
phone are shown including '' Parsons-Sloper " secret inter- 
phones, intercommunication sets, and special ironclad flame- 
proof telephones for use in mines. Switchboards and annu- 
ciators also appear. Examples of water level alarms, indi- 
cators, and recorders, operated electrically, are exhibited. The 
sound signal apparatus displayed includes a number of iron- 
clad bells, passed by the Home Office for use in fiery mines. 
There also samples of motor-driven sirens ranging from ł h.p. 
to 6 or 8 h.p.; relays for battery and power circuits; naviga- 
tion light indicators; mining shaft signal apparatus; iron- 
clad junction boxes; and machines for recording the time 
lost by stationary machinery. 

THe NEALE MAGNET Construction Co., Lrp., exhibits the 
“ Kendrick ” inspection lamp. This appliance consists of a 
lamp with a base containing an exposed electromagnet which 
enables the lamp to be attached to any steel or iron surface. 
It is particularly suited for the examination of the internal 
mechanism of automobiles, leaving both hands free to make 
adjustments. It is made in two styles—a low-pressure (6 or 
12 V) type for cars, and a larger size suitable for use on the 
lighting circuits of garages, 100-120 V or 200-250 V, d.c. The 
smaller type has a push switch to cut out the magnetising 
current without extinguishing the lamp. 

FvLLER's Unrrep Evecrric Works, Lrp., exhibits a large 
range of accumulators and accumulator components, including 
special types (plate and block patterns) for automobiles, train- 
lighting, telephone and telegraph work, and for aeroplanes. 
Numerous dry and inert cells are shown in addition. The 
firm also displays miners’ lamps and accessories, including 
charging racks, lamp stands, opening magnets, «c. The 
“ Fuller " lamp weighs only 5 lb. and gives 12 hours’ service 
on one charge. Another feature of this stand is a number of 
simples of wires and cables. Among these are bitumen-in- 
tulated cables, wire-armoured, colliery, vuleanised rubber, 
lead-covered, c.t.s., and telephone cables. Ebonite in various 
forms is exhibited, there being tubes, rods, bushes, washers, 
terminal blocks, switches, boxes, separators, &c. 

Messrs. W. Caxnina & Co.. Lro., show low-voltage dyna- 
mos and motor-generator sets for electro-deposition work, and 
also a variety of accessories such as plating vats and barrels; 
and copper, nickel, silver, and gold salts. Besides these there 
are polishing and grinding motors, and a number of small 
belt.driven lathes. 

Tur Evectro-MecHanican BRAKE Co., Lro., has an exhibit 
consisting of many examples of controllers and grid-type 
resistances. A range of steel-cased drum-type controllers for 
dealing with loads of from 5 to 100 h.p. are included. A 
special feature of these is the ease with which the drum can 
be withdrawn by simply loosening back four bolts. There 18 
ample space for cables and entry at the back, side, or bottom 
of the controller can be arranged. For ships’ winches a 
<yecial water-tight design has been produced. Тһе " Mid- 
sot’? controllers shown are similar in some points of con- 
truction to the larger type, but are for single pole only and 
suitable for series motors, being especially adapted t^ the 
control of hoists, wall cranes, pulley blocks, or telphers. 
The frame consists of two cast-iron end plates supported 
by mild steel bars; the cover is of heavy-gauge sheet steel, 
and is secured in position bv substantial quick-releasing 
latches. As in the large controller, arc shields are fitted be- 
tween all contact fingers. These shields are mounted on a 
pivoted arm allowing the whole to be swung out. The drum 
consists of a series of cast-iron sections clamped to a square 
mild-steel shaft and insulated from it by mica. The drum 
contacts are of hard-drawn copper, fastened to the drum 
casting by countersunk headed screws, permitting easy re- 
placement. A number of jointless and rustless grid resist- 
ances of various sizes are shown. These are made of wire of 
uniform cross-section and continuous length, with a tem- 
perature coefficient and current-carrying capacity similar to 
those of cast-iron. The insulation is mica and micanite, tested 
to 3.000 V, а.с. Resistances designed for special purposes such 
as battery-charging, locometives, traction, and kinema-regu- 
lating are also exhibited. On another stand the firm shows 
gears, forgings, and other general engineering material. 
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Messrs. A. REYROLIE & Co., Lrp., have as their principal - 


exhibit three types of their armoured, draw-out switchgear. 
One is an electrically-operated generator panel, and there 
are two armoured panels designed for use in fiery mines. 
mounted on substantial cast-iron pillars. Other colliery gear 
shown includes a flame-proof drum-type motor starter (fig. 
2), of the firm’s latest pattern. This is fitted with a double- 
pole circuit breaker, interlocked with a starting rheostat 
automatically controlled. No-voltage and adjustable over- 
load releases are fitted, and а magnetic blow-out is fixed on 


Were provided, involving the erection of approximately 10,000 
miles of double wire, and in addition to a large number of 
minor exchanges 22 new manual exchanges were opened in 
the United Kingdom during 1921, providing accommodation 
for approximately 33,000 subscribers; extensions to 17 exist- 
ing large manual exchanges were also completed, affording 
accommodation for over 12,000 additional subscribers. Also 
ll new exchanges and 13 extensions were ordered during the 
Year. those would in due course provide for a further 16,000 
Ines. 


the first contact. A push-button operates an instantaneous 
stopping motion. A wide machined joint prevents the emis- 
sion of flame in the event of an explosion. Flame-proof oil- 
break switches form another part of the exhibit. For the 


FiG. 


rest the display consists of air-break switches; porcelain- 
handle fuses of various types and sizes; cast-iron distribu- 
tion boxes, arranged for any number of ‘* ways’’ up to nine; 
ironclad single-pole fuses, of 50- and 100-A capacities; drum- 
type starters, combined with shunt regulators, for industrial 
purposes; and a variety of earthed wall plugs for domestie 
and industrial use. 
(To be continued.) 


THE POST OFFICE ENGINEERING 
DEPARTMENT. 


ANNUAL DINNER. 

Tug annual dinner of the Post Oflice Engineering Department 
took place at the Connaught Rooms on February 17th, under 
the chairmanship of Sir William Noble, engineer-in-chief of 
the department, when a large assembly of members of the 
staff and distinguished guests thoroughly enjoyed a most 
successful function. The Dinner Committee is to be congratu- 
lated on the success of its plans, us is also Mr. Philip Henry, 
L.R.A.M., under whose directicn an excellent programme of 
music was rendered by Miss Sybil Elliott and Messrs. Frank 
Thorne, Robert Pitt, and Langton Marks. 

Following the loyal toast, which was proposed by the 
chairman, the Rt. Hon. H. Pike Pease, M.P., Assistant Post- 
master-General, in the unavoidable absence of the Postmaster- 
General, the Rt. Hon. F. G. Kellaway, M.P., proposed the 
toast оѓ‘ The Post Office Engineering Department," and in 
the course of his remarks expressed the opinion that cheap 
communication was more valuable to the State than some 
business people seemed to think. The Post Office staff num- 
bered 227,000 persons, and as many as 6,000 million separate 
postal packets had been handled in one year; it was, there- 
fore, not surprising that some errors were made. 

He congratulated the engineers on their accomplishments 
during the past vear; good progress continued to be made with 
the main underground work. During the past vear 720 miles 
of single duct was laid, and 116,730 miles of double wire 
drawn in. Numerous new cables between large towns had 
been brought into use since March 31«t last, and many others 
were in course of construction. In connection with the ex- 
tension of local telephone facilities, approximately 1,000 miles 
of single-way duct was laid and abont 100.000 miles of double 
wire drawn in. About 500 overhead trunk telephone circuits 


, 
2.—CoLLiERY DnvM-TYPE MOTOR STARTER. 


Amongst the new exchanges opened was a London *'' То” 


exchange.* 


Although no large automatic exchanges had been opened 


during the past year, the introduction of automatic working 


had been decided upon in several areas and 
many of those schemes were well on the 
way to fruition. Orders had been placed 
for six new exchanges having a total initial 
equipment exceeding 11,000 lines and for 
extensions totalling 3,500 lines at four exist- 
ing exchanges; some of the latter were on 
the point of completion. 

Developments had been proceeding with 
the design of small unattended automatic 
exchanges and two such exchanges were 
opened towards the end of the year at 
Ramsey and Hurley. Those exchanges pre- 
sented several new features occasicned by 
the special conditions they were required to 
meet. The absence, of a public power 
supply in the neighbourhood involved the 
design of apparatus for the provision and 
control of power and the fact that the ex- 
changes were normally unattended led to 
the installation of special alarm circuits for 
bringing faults to notice at a distant point 
where staff was in attendance. Mr. Pike 
Pease compared the fault statistics for the 
local telephone exchange system of the 
United Kingdom for the vear ended Decem- 
ber 3lst, 1921, with those for the two pre- 
vious years—basing his statements on the 
fault returns in respect of 805,000 stations 
during 1919; 879,000 during 1920; and 
024,000 during 1921—and showed that the 
total faults per annum per station were 2.25 
in 1919; 2.09 in 1920; and 1.72 in 1921, re- 
presenting an improvement during 1921, as 
compared with 1919, of 23.6 per cent. and 
between 1921 and 1920 of 17.7 per cent. The 
average duration per fault in hours was 9.1 in 1919; 6.1 in 
1920; and 3.8 in 1921; which figures represented an improve- 
ment during 1921, as compared with 1919, of 58.25 per cent. 
and between 1921 and 1920 of 37.7 per cent. 

The chief feature, he said, of telegraph development was 
the large extension of machine printing apparatus, mainly 
Baudot duplex, as follows:--Two triple duplex Baudot sets 
on the London to Amsterdam circuits; 16 quadruple duplex 
Baudot sets on London and provincial circuits; 20 quadruple 
duplex Baudot sets on inter-provincial circuits. 

They were thus gradually relieving the operators of the 
laborious and nerve-racking system of Morse sending and re- 
ceiving by substituting the use of mechanical means, which 
could be learnt easily and, incidentally, gave greater accuracy 
and more expeditious handling of telegraph traffic. The speed 
of the Imperial cable in the westward direction had been 
improved by the use of a Heurtley magnifier at Halifax, Nova 
Scotia. The provision of a new repeater station at North Wal- 
sham, Norfolk, would improve the working conditions of the 
repeaters used on the German cables. The extended use of 
the Post Office '* G” relay had enabled additional circuits 
to be worked without the use of repeaters, thereby saving con- 
siderable expense both in first cost and maintenance. А new 
method of ‘‘ automatic through switching " of telegraph cir- 
cuits, based on the same principles as automatic telephone 
switching, was being developed and promised good results. 
The use of secondary cells in place of primary batteries had 
been considerably extended with a resultant saving in main- 
tenance costs and greater security of working. No man could 
say what future achievements would be; they must expect 
the impossible : 


'" Got any rivers vou say are uncrossable, 
Got any mountains you can’t tunnel through; 
We specialise in the wholly impossible, 
Doing the things that no man can do.” 


The chairman, Sir W. Noble, responded, and was glad to 
be able to announce that this year more raw materials were 
available, prices had fallen, and delivery dates were shorter. 
which improved the working conditions, but unfortunately 
work had fallen off. The telephone service depended on trade 
prosperity ; he was hopeful of trade reviving and the telephone 
service would revive with it. Economy committees might save 
as many millions as they liked from non-revenue-earning de- 
partments, but he hoped thev would keep their hands off the 
revenue departments. They had never had a chance in this 
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country of bringing the telephone service up to date, and 
there was now an excellent opportunity, now that trade was 
bad, of bringing the local and trunk systems right up to date, 
зо that when trade did revive no business would have to 
wait weeks for telephones, and he hoped there would be no 
cutting down of their programme for next year. Major 
T. F. Purves proposed “ The Visitors’? in a humorously ap- 
preciative speech; one thing, he said, that the Post Office En- 
gineering Department was proud of was the calibre of their 
friends who honoured them on such occasions as that. He 
thanked the president of the Institution of Electrical Engi- 
neers (Mr. J. S. Hightield), and the past-presidents who were 
present (Mr. Ll. B. Atkinson, Mr. C. H. Wordingham, C.B.E., 
and Sir John Snell) for obtaining a charter for the Institu- 
tion and thus securing that status which its members de- 
served. Incidentally, Major Purves mentioned that Mr. J. L. 
Macquarrie (a high official of the U.S.A. telephone service) 
had recently had an opportunity of trying the new high-fre- 
queney carrier-current circuit that had been installed between 
London and Bristol, which was giving excellent results. 

Sir JOHN SNELL. In reply to the toast, said: ©“ How little 
does the public and Press really know of the true position of 
the telephone service!” It was only natural that when a com- 
pany knew that its undertaking was to be sold, it would not 
spend more than it was obliged to spend. When the P.O. 
took over the service, therefore (Sir John himself had been 
partly responsible for the terms of that transfer), it was 
obliged to spend much money on making up the lee-way ; un- 
fortunately, the war intervened and but for that fact the 
arrears of work wculd have been made up long ere this he 
felt sure. As an Electricity Commissioner, Sir John felt that 
he would in future be continually brought in contact with the 
Post Office: he hoped it would allow thi a little space under 
the pavements and in the air for their transmission lines, 
because he felt that it was to those electricity distributing 
lines that the Post Office would have to look in the future 
for the power that would be needed for some of its develop- 
ments. Concerning automatic telephony, his opinion. was that 
the use of antomatic exchanges would give the greatest 
benefits and economies not so much in large cities and densely 
poonlated areas. as in the rural districts, 

Sir. Everyn P. Murray. K.C.B.. secretary. to the P.O.. 
nroposed * The Chairman " which torst was accorded musical 
honours, and in his reply. Sir W. Noble endorsed. the pro- 
poser’s remark that he had done nothing to obstruet the work 
of the department. Every business had to have a general 
manager, said Sir Wiliam. and no department. interfered 
less with the engineering work than the secretariat. Thev 
alwavs got what they wanted because they never put forward 
mid-cap schemes and always gave very good reasons for 
their proposals. The secretory only acted in an administra- 
tive capacitv, and did so well, said Sir William. who con- 
cluded bv paving a tribute to the hard work and loyal sup- 
port of his staff. 


THE SELLING OF ELECTRIC LIGHT. 


AT the fourth E.D.A. Salesmanship Conference on February 
17th. Mr. Haydn T. Harrison read a paper on '' Salesinanship 
in Relation to Electric Lighting.” Mr. J. W. Beauchamp, 
director of the E.D.A., presided in the absence of Mr. S. T. 
Allen. 

Mr. Haypn Harrison said that creating a market for any- 
thing was generally done by making people dissatistied with 
what they had got. Even now, however, electric light was 
far from universal, which was nearly always due to the initial 
expense, and this should be, therefore, the first line of attack 
in order to gain business. If the supply authorities had the 
powers or the means they would probably go in for free wiring 
and prepayment meters, but this was seldom the case, and 
the salesman must find some other way of circumventing the 
ditficulty. If houses were plentiful, there was little doubt 
that tenants would choose those houses with electric light, 
and landlords would be forced to wire the remainder in 
order to retain their tenants. Put, the opposite being the 
case, the landlord was the man to be tackled. He complained 
that he was not earning enough on his investment, which was 
often true, but if he could be persuaded that by spending the 
necessary capital to wire the house, and increasing the rent 
to that which the tenant was prepared to pav under those 
conditions, he would increase the all-round interest. Having 
persuaded the landlord of the advisability of the expenditure, 
it was necessary to persuade the tenant that the extra rent 
was iustified. This was not difficult if the tenant were dis- 
satisfied with his existing lighting, compared with that ef a 
neighbour who had electric light. In order to ensure that 
electric light produced a bright and pleasant result it was 
necessarv to do some thing more than fix a few electric lamps. 
It should be the endeavour to obtain a low intrinsic brilliance 
which gladdened the eve when looking at the light source, 
and vet produced a light which tended to make every occu- 
pation a pleasure. The present type of gasfilled lamn with an 
onal glass bulb, was a step in the right direction. There were 
other means of obtaining a bright effect, such as opal or 
similar glass shades and globes of the mght material and 


area. He particularly warned his audience against using 
a shade too large for the power of the lamp, because the bright 
appearance would immediately disappear, though the lighting 
were ample. He also warned them against the use of indirect 
and semi-indirect fittings, consisting of alabaster or other 
bowls, unless the cost of electrical energy was of no im- 
portance. The ‘* Denzar ” fitting, used in America, was per- 
haps the most suitable for nearly all purposes. In this the 
lower hemisphere was of relatively small diameter opal or 
similar glass. It had a wide clear glass flange, by whieh it 
Was coupled to the top retlector, also of opal, thus leaving 
enough top illumination to be pleasant, and reflecting the 
balance on the working plane. It formed a complete en- 
closing globe of sufficient area to ensure ample cooling surface, 
and required practically no internal cleaning. Such lighting 


" fixtures should be encouraged, because they could be used 


with lamps of high power, so that an ordinary room only 
required one lamp. Mr. Harrison was in favour of the intro- 
duction of a few good standard designs. A salesman should 
know what he was selling, and a man selling a few lines, or 
even one article, of which he knew the capabilities, was in a 
hetter position to do good than the man who brought a hun- 
dred and one things to the notice of a customer, and knew 
little about them. ‘The chief difficulty, however, was to turn 
scientific facts into talking points, to create the electrical idea, 
and the E.D.A. had done much towards this end by supplying 
pamphlets pointing out in brief and attractive language some 
of the most salient points. It was better to talk of the aver- 
age cost of an electric lamp per annum than of the total cost 
of an installation. Mr.. Harrison. then referred to the difti- 
culties experienced by salesmen with regard to the power of 
lamps required. Such terms as candle-power, lumens, foot- 
candles, &c., were bandied about in a most careless way by 
many people who had not investigated what they really meant. 
Therefore, he preferred to use the formula favoured by medi- 
cal men, “ to be taken as reauired." It was worth while for 
an electric light. representative to study decorations, and the 
influence of light and colours upon them. Other valuable 
selling points included the saving in cost of decorating and 
cleaning. purity of atmosphere, and convenience. But all 
these advantages required to be inculeated by literature or 
word of mouth, whereas light and brightness spoke for thein- 
selves. 

Mr. Rawas, opening the subsequent discussion. said 
he could not quite see how a standard fitting could be adopted 
which would suit all conditions. The contractor had to put 
in, not what he wanted, but what the customers wanted, al- 
though, of course, he could help to steer them along the 
right course. [f salesmen were a little more careful in ad- 
vising their clients of the defects as well as the advantages 
of lamps it would be better. Mr. Rawlings also said something 
should be done by the supply authorities to develop means of 
supplying small houses; until that was done, the contractors 
could not get consumers for them. ‘They should adopt some 
such system as that used by the Fixed Price Light Co. 

Mr. Simon agreed with Mr. Harrison as to standardising 
fittings, and blamed the manufacturers for putting so many 
types on the market, and constantly changing them. Dealing 
with advertising, Mr. Simon criticised the practice of lamp 
manufacturers of advertising so extensively their own indi- 
vidual lamps. Valuable space was occupied in that way; 
if was natural that manufacturers should want to adver- 
tise their own goods, but why should not that space be used 
for educating the public on the advantages of electric lighting? 
The writing of non-technical articles on electricity in the 
daily Press would help a great deal. Finally. he suggested 
that some unit of lighting should be introduced which would 
be understood by customers, say, & certain light for reading, 
&c. 

Mr. STEPHENS said that in towns and villages in this country 
which had a supplv of both gas and electric light, about 92 
per cent. of the people used gas, and there was a tremendous 
field before the electrical industrv. "The number of instal- 
lations in this country during the last ten years had not 
kept pace with the development in the art of lighting, and the 
improvements made in fittings, &c., by the manufacturers. 

Mr. Campe. dealt with educational work, and blamed the 
central station people for not approaching consumers. Indeed, 
the average consumer was not served properly bv any branch 
of the industry, with regard to improving his lightine. One 
of the greatest difficulties to be contended with was the lack 
of effort and co-operation between all branches of the in- 
dustrv. 

Mr. Rocers dealt with the point that central station people 
did not approach their consumers. Speaking as a supply sta- 
tion man, he could say that as a rule the supply stations 
were condemned for suggesting anvthing of the sort. If thev 
went in for special showrooms, with special types of lighting, 
where was the money coming from? 

Mr. Mavo called attention to the verv slight inconvenience 
caused by the installation of electric lighting in a home, and 
that was a good selling point. The right men should be chosen 
to do the job, those who would studv the convenience of the 
occupants. 

Mr. Fark, referring to Mr. Campbell’s remarks. said it was 
all very well to tell a consumer that his lighting waa all 
wrong, but the diffienltv was that of expense: he could not 
always afford new fittings, and he wonld point to the fact 


284 THE ELECTRICAL REVIEW. [Vol. 90. No. 2,309, FEBRUARY 24, 1992, 


that his fittings were not worn out. One of the advantages of 
electric fittings was that they lasted for ever. Until the 
supply companies could get a supply into a house cheaply, there 
would not be much improvement, in his opinion. 

Mr. WILLIAMS asked that British makers of electrical equip- 
ment should adopt more system in their manufacture, and so 
bring the prices down. 

Mr. W. E. WanRiLOW said the use of two-way and general 
control switches had an important bearing on the salesman- 
ship of electric light, and, us an electric light user, he pro- 
tested against its use under purely gas conditions. 

MR. NORTHWALL emphasised the importance of contractors 
advising the consumer as to the types of fittings, size of 
lamps, &c., that should be used. 

Mn. BusH suggested that at the E.D.A. meetings thev 


should discuss different sorts of lighting installations on ` 


different evenings, and not deal with one big subject, such 
as lighting, generally. For instance, they could devote one 
evening to home lighting, another to shop lighting, &c., and 
investigate the subjects more fully. He did not agree with 
Mr. Harrison as to opalised lamp bulbs. If a filament were 
too bright why not use an efficient reflector? Also, he did 
is agree to standardising fittings to the extent America had 
done. 

Mr. YovNa said that contractors were doing their best 
under existing conditions, and pointed out that it would be 
of great assistance if supply companies gave them energy at 
reasonable rates, to enable them to demonstrate their goods 
in the proper way, and so increase the sale of electricity. A 
point of value in selling was to mention the amount of 
energy used bv a lamp per hour, or the number of hours’ 
light obtained from one unit of clectricity. 

Mn. SubLttvan suggested that showrooms shouid contain 
two or three models of houses, with the ordinary objects of 
domestie use arranged in the ordinary way, with suitable 
fittings in miniature, equipped with electric lamps, giving a 
proper distribution of light. 

Мк. TURLE suggested that it might be an advantage to 
educate people up to a standard illumination before educating 
them as to electrical fittings. 

MR. BEAUCHAMP stood up for the contractors, and said that. 
as a body, they were expanding electrically. Co-operation 
was growing. and that only would enable them to take 
advantage of expert advice in connection with their adver- 
tising. Не pointed out the immense advantage of non- 
technical articles in the Press. He hoped that the con- 
ferences to be held next vear would be larger, and that by 
having more meetings they would be able to cut the subjects 
up into smaller sections, and deal more effectively with each. 

Mr. Harrison, replying to the discussion, said he had been 
misunderstood with regard to standardising. He did not 
suggest a standard fitting, but that thev should. if possible. 
have a few standard types of fittings, which would give good 
results. With regard to the expense of installations in small 
houses, they must make up their minds that eventually those 
small houses had got to take electric light, and they must 
adopt every idea thev could conceive to hasten that time. 
He agreed to some extent with the remarks as to individual 
manufacturers advertising their own particular lamps, because 
the money spent on advertising had to come from somewhere, 
and the electrical industry was providing that money. Mr. 
Simon’s suggestion—standardising particular tvpes of illumi- 
nation--was extraordinarily good. They would then be able 
to sav a reading illumination would be put into one room, a 
dining illumination in another. and so on. Ав to showrooms, 
the houses in which installations were installed should he 
the showrooms. People visiting those houses would be 
pleased if the lighting was good, and would immediately 

want electric light in their own houses. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be publ.shed unless we have tne writer's name and 
address in our possession. 


The '' Leader " Cable. 


Your interesting note on p. 237 of the ELECTRICAL REVIEW, 
of February 17th. concerning ‘‘ A French ' Leader’ Cable, i 
incidentally directs attention to a coincidence. 

The Havre Chamber of Commerce has been studying, with 
M. Loth, the possibility of laying down an electric '' Leader "' 
cable some thirty miles in length. Havre happens, likewise, 
to have been the first place on French territory between 
which and a ship out at sea, some fifteen wears ago, the 
present writer's '' Two-Tone "' inductive telegraphic signalling 

system was used during the making of a cable-repair final 
joint and splice on board a ship—in that particular case, 26 
nautical miles from the cable-house (cable core, 70 lb. Cu./75 
lb. g.p. per n.m.). 

This inductive svstem for maintaining telegraphic communi- 
cation between ship and shore, along the cable, almost 


up to the slipping of the final splice, was clearly the fore- 


runner and suggestion-medium from which the ‘* Leader ". 


cable system wae derived, which proved so useful at Ports- 
mouth, and elsewhere, during the recent war. Without 
having before him actual proof, the present writer is con- 
vinced that this 18 so, especially as he has a copy of a report 
made by him in 1595 to the late Mr. Matthew Hamilton Gray, 
in connection with Admiralty inquiries. The said report 
dealt with (inter alia) the possibilities attending the use of 
an electrical ‘`` investigator ’’ coil suggested by the writer. 

An essential feature both in the writer's inductive signal- 
ling system, and in the Admiralty '' Leader ” system is the 
search coil which, in point of fact, ought always to be known 
by the name of its inventor, the late Mr. John Cott, formerly 
superintendent at St. Pierre, N.F., and, for many years be- 
fore his death, engineer to the Commercial Cable Co. 

Gott's fault-searcher was invented primarily for cable-sta- 
tion purposes, e.g., the tracing of wires, local faults, &c., 
and it will be found described in one of the far-back volumes 
of the Journal of the S.T.E.; now I.E.E. Uses pertaining to 
Gott's useful device were developed bv Jona, Kingsford, and 
Murphy—all, like Gott, telegraph cable men. 

Sunilar coils have long been in use, by electric light com- 
panies, for tracing faults under the streets, but whether used 
for this purpose, or hung over a ship's &de while moving 
through darkness or a dense fog, the coil is John Gott’s. 


E. Raymond:Barker. 


London, 
February 20th, 1922. 


Ай Overworked Iron. 


We note your correspondent's further letter with reference 
to the above. He now says there is nothing wonderful in 
the performance, although he glibly stated їп his previous 
letter that the said result was impossible of achievement and 
by calculation proved. this to his own satisfaction; that 
his calculation was incorrect as well as his statement does 
not matier apparently. 

Your correspondent made the vistas of assuming that 
the electric iron overloaded lóU per cent. would be left on 
circuit continueusly even when too hot to use for ironing, 
knowing full well that it is one cf the easiest things imagin- 
able to disconneet an iron from the supply, which could be 
dcne at the connector, plug, or switch. ЕР 

We submit also that it is not fitting for Mr. Scourfield to 
complain that we are not precise and then to deliberately 
misquote from our letter. We certainly did not say that an 
electric iron " is never in use continuously during ironing 


. operations.” 


с 


Your correspondent says that ''if an electric iron is to 
be switched off every few minutes to prevent overheating and 
burning of the material, ironing under those conditions would 
become not only laborious but extremely dangerous." Cer- 
tainly! but is not the user who puts а 100-volt appliance on 
а 200-volt circuit. ' asking for trouble ’’? Modern irons do 
not lose their heat in a few minutes. We enclose curves 
showing the heat-retaining qualities of the ‘‘ Кехо” iron, 
also the results of interesting tests on one of these irons on 
double normal voltage. At the risk of a further complaint 
regarding cheap advertisement, we make bold to say that 
any interested reader can have copies on request. 


P. W. Davis, A.M.I.E.E., 


Tividale, Enatneer. 
February 90th, 1922 Cable Accessories Co., Ltd. 
[Abbreviated. This correspondence is now closed.—Eps. 
Exec. Rev.] ; 


Proposed Emigration New Zealand. 


I notice ‘‘ Inquirer’s " letter in the ELFcTRICAL REVIEW, of 
January 27th, which was replied to as regards South Africa, 
by Mr. C. Crutchley in the ELECTRICAL REVIEW of February 
3rd, advising him not to go there. 

If I had the chance I should go to New Zealand. The cli- 
mate is nearly exactly like our own. The area of the two 
islands is about 105,000 square mules (about one-seventh of 
the size of the British Isles), but the population is only about 
a million. The total length of the islands 1s about 1,000 miles, 
and the maximum with about 150. , 

Besides farming the country contains coal, gold, iron, tung- 
sten, manganese, and other ores. There is a tremendous 
amount of water that can be (more easily than most places) 
tapped for hydro-electric work (the available h.p. is estimated 
at three and three-quarter millions) without the usual long- 
distance transmission lines that would have to be run from 
the average hydro-electric plant to the place where the energy 
is used. In the North Island, water has already been harnes- 
sed and schemes are on foot for further development, for sup- 
plving Auckland, Wellington, &c. Tn the South Island, among 
others, the districta of Canterbury, Westland. Teviot, South- 
land, Dunedin, New Plymouth, and Christchurch are supplied 
hv dro-electricallv. At Dunedin there is a population of about 
64,000 and 6,000 kW of electric plant, and at Christchurch 
there is a population of 86,000 and 30,000 kW, 
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Considering its minerals, its water-power, its farming pros- 

cts, its fine harbours, its scenery, and especially its beauti- 
ful climate, I have long been of the opinion that in time New 
Zealand will be a rival to the Motherland, as the chief manu- 
facturing centre in the Southern Hemisphere. Those that 
have the opportunity should get there as soon as they can. 

Able finance for development would help New Zealand to 
make a move that would surprise most of us. | 

Perhaps if “Inquirer " called at, or wrote to, the office 
of the High Commissioner, Dominion of New Zealand, 413, 
Strand, London, W.C.2, he would be informed what prospects 
of employment there are for a skilled electrical worker, 
because Í should think there would be plenty of openings 
for such men. If he cared to drop me a line giving his train- 
ing and experience, I think I could tell him whether he would 
be useful to an engineer friend who has gone out there. 

I know a man who went there, stayed about ten years, 
afterwards tried Tasmania and Australia, then came back to 
England, and after those experiences finallv returned to 
New Zealand for good, saying it was the best place of the lot. 

Considering the future, especially the children's future, I 
would go next week if I had the opportunity. 

C. T. Allan. 

Cardiff, 


February 20th, 1922. 


The Utilisation of Waste Heat. 


As Mr. Dolby's letter in your issue of the 17th instant may 
lead some of your readers to conclude that & proposition put 
forward in my letter in your impression of the 3rd instant 
is impracticable, may I be allowed to point out that Mr. Dolby 
has somewhat misinterpreted the conditions of working there- 
bv involved. 

The proposition that the existing condensing plant of an 
electrical station should be utilised as part of the heating 
pant would obviously preclude its use as a vacuum pro- 
ducing apparatus, and would necessitate running the engines 
or turbines non-condensing or with quite low vacua. It would, 
as a matter of fact, be impossible to obtain the degree of 
vacuum alluded to by Mr. Dolby with the hot water circulated 
for heating purposes passing through the condenser, as con- 
templated, in place of river or other water. 

This particular suggestion was put forward to show that 
the existing condensing plant of a station could be utilised as 
part of the heating plant in a combined station, if desired, 
and in this way save outlay on the heating plant. The ques- 
tion of the resulting reduced output of the electrical plant 
would require separate consideration. 

“Н. E. Mitchell. 


Westminster, S. W.1, 
February 18th, 1922. 


Electrically-heated Oil Filters. 


[f vour correspondent ''Filter " will communicate with 
me, I think I can give exactly what he requires for this pur- 
pose. 

The immersed electric element can be supplied with any 
capacity from 50 to 3.000 watts with either one or three heats, 
and can he cheaply fitted to existing filters. | 

[ shall be glad to supply full details and prices on hearing 
from * Milter.” E 

F. C. Geary. 

Sheffield, | “4 

February 20th, 1922. 


The Stiffness of Poles. 


` Referring to the correspondence on the above subject in 
your columns, I note that in recommending that the strength 
in the direction of the line should be one-third of that trans- 
verse to the line, Mr. Geo. V. Twiss refers only to the avail- 
able strength, i.e., the strength additional to that neces- 
sary to withstand the wind pressure on the pole itself. This, 
however, does not affect the principle, as the ratio will still 
be correct for one set of conditions only. 

Whether the wind pressure on the pole can be added to 
that on the wires depends upon whether we are considering 
deflection or strength. For finding the former they are not 


" addable,"" but for finding the latter—as in the case in point. 


—they are, the load added being, of course, the total wind 
Pressure above the point in the height of the pole which is 
being considered, equated to the top. 

The practical example given by Mr. Chas. W. Kay in your 
current issue illustrates the effect of varving the span, and 
shows that the proper ratio of longitudinal to transverse 
strength is by no means a constant one. 

The constructive criticism. contained in the latter part of 

Mr. Twiss's letter is helpful, particularly sub-paragraph 9, 
Which is perhaps the strongest argument that could be ad- 
vanced in favour of a rational method of design, as distinct 
from a *' straight-line ” ratio. 
_ The elasticity of the conductors might have been taken into 
account in the method I suggested in my article, but as it 
amounts to only about .0003 of the span for a variation of 
tension of 5,000 lb. per sq. in., it was neglected. | 


Ву а very simple adjustment the method is applicable to 
severe weather conditions, viz., ice-coated wires subject to 
wind pressure, and also to conductors of materials other than 
copper, e.g., aluminium and steel-cored aluminium. 

Variations in sizes present no difficulty. The tests should, 
however, be average tests, because the conditions of equili- 
brium depend, not upon the deflection of one pole, but upon 
the summation of the deflections of all poles in the section. 

The taking-up of clearances applies equally to the tests and 
to the poles under working conditions and. similarly, the 
movement of foundations has its parallel in the tests. These 
faetors, and even the swing of suspension insulators may all 
be properly regarded as components of the stiffness modulus 

The whole of these additional factors are, therefore strictly 
within the scope of the method I suggest. But if there are 
those who, while preferring some such rational method to an 
empirical one, feel that the inclusion of all or any of these 
factors would involve an unnecessary degree of refinement 
it may be said that their exclusion would result in an error 
of perhaps 50 per cent.—or roughly one-tenth of the error 
Which may result from the use of a constant empirical ratio. 


| Gower В. R. Pimm, A.M. ; 
Westminster, S. W.], кнын 
February 18th, 1922. 


The Magnetic Screening of Cables. 


.Confining my remarks to the case of continuous current, a 
circult of any shape or form carrying a constant current 18 
similar to what may be called ‘а rigidly magnetised body," 
i.e., to a ресе of steel, if such were possible, whose magne- 
tisation is absolutely permanent and unaltered by external 
magnetising influences. The field of force of such а body 
can only be altered in the sense of having another field super- 
posed upon it, and such is the case with the constant-current- 
carrying circuit. In the case of a piece of steel it is not 
possible to realise this practically, as the inherent magnetisa- 
tion of the steel 1s altered by external magnetic influences. 
| Taking the general case, when a piece of magnetisable matter 
is placed in the vicinity of a constant-current-carrying circuit, 
magnetisation is induced and, except in special cases, some 
free polarity, which free polarity produces its own field of 
force, which distorts the original field due to the current, by 
superposition only. 

If the shape of the magnetisable matter is such that no 
free polarity is produced, no distortion of the field can take 
place; hence, xin the simple case considered, with perfect con- 
centricity of cable with iron sheathing, no magnetic screening 
effect exists. If, on the other hand, the cable is not con- 
centric with the sheathing, some amount of free polarity will 
be induced in the sheath. (This problem should admit of 
mathematical solution.) There will, therefore, be some dis- 
tortion of the external field, but in no case can there be per- 
fect screening. 


E. Fowler Clark, B.A., B.Sc., A.M.I.E.E. 
Derby. 
February 14th, 1922. 


Charges for Services. 

16 appears to the writer that the Electric Lighting Acts in 
the main features follow the Gas Acts, and for gas under- 
на to charge for ordinary supply connections is unheard 
of. 

In the district in which I reside and carry on business, the 
charges for ‘* connection of premises '' in no way follow the 
spirit of the Act, for preference is shown; for instance, A 
is charged £10 Зз. 54. for connecting up; B is charged 
£6 4s. 4d; О £2 19s. 6d. ; each of the consumers is well within 
20 ft. of mains. A is a daytime consumer of both power and 
light, and for the sole convenience of the undertakers is 
called upon to balance both light and power loads so that 
in addition to having to expend a large extra sum on his 
wiring he is called upon to pay for additional '* Undertakers' 
safety fuses.” | 

I would say, as regards the premises of A, the undertakers’ 
service lines only just enter the premises and the latter abut 
on to the street. Shorter service lines would be impossible ; 
B is а private consumer of heat and light; C is a shopkeeper 
and uses light only. 

Another instance of gross robbery: D wires his residence 
and has to pay £7 for connecting up, part of this being across 
his garden; his house is sold over his head and he loses his 
£7 and his wiring, and has to wire his next house and pay 
for the undertakers' fuses. 

Act 62 and 63 Vict., Cap 19, clause 59. ‘In addition to 
anv meter other apparatus desired by undertakers may Бе 
connected but. . . .shall be supplied and maintained entirely 
at the cost of the undertakers and shall not, except by agree- 
ment be placed otherwise than between the mains of the 
undertakers and the consumers’ terminals.” 

A maximum demand indicator cannot be placed on the 
street side of the undertakers’ safetv fuse, consequentlv the 
undertakers' safety fuse must remain the property of the 
undertakers—and such is the general practice. 

The expression ''consumer's terminals '" means the ends of 
the electric lines situate upon any consumer's premises and 
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belonging to him, at which the supply of energy is delivered 
from the service line. 

Electricity (Supply) Acts 1582 to 1919; A 24, A 25, A 26, of 
the regulations for securing the safety of the public lead to 
the opinion that the safety fuse is the property of the under- 
takers and should be supplied by them (which in fact 1s 
standard practice). 

The writer has once taken this matter into Court and has 
for over two years been awaiting another County Court sum- 


mons, but the authorities do not seem eager to enforce their 


rights (2). 

The ae of charging for connecting preinises 1s detri- 
mental to the supply authorities, for it leads to a host of 
would-be electricity consumers remaining gas consumers. 

Top Dog. 

February 90th, 1922. 


This subject certainly calls for illumination, and I hope 
some of the London supply authorities will bring into the 
light their methods of charging. То say that each job is 
" charged on its merits ° is mere cainouflage—let us have 
the system employed. M | 

A typical case: A lighting service into a cellar оп a main 
road, within a foot or so of the supply mains, was charged 
up at several pounds. | Г 

Another: A projected installation totalling about £30 was 
overloaded by a service estimate of £14 odd. When chal- 
lenged, this was reduced to £9. The contractor lost the con- 
tract, but the supply company got it. Мо doubt its gains 
on the roundabouts enabled the swings to be run а little 
cheaper. ] | 

Again: For several days a supply authority refused to con- 
nect a perfectly sound installation fully complying with the 
I.E.E. rules. When the preliminaries to legal action were 
taken, it climbed down; but of course an atmosphere pre- 
judicial to the contractor had been established. 

In each of these cases the supply authority was also out 
for installation work. I am told this is a sutlicient explana- 
mE More in Reserve. 

February 20th, 1922. 


Automatic Telephone Exchanges. 


I have read with interest the description of the new 
telay automatic telephone exchange, recently installed in 
the offices of the Liverpool Courter. Will you permit me, 
however, to say that your statement that this 1s the pioneer 
newspaper installation is hardly correct in view of the fact 
that a Siemens Autophone installation was installed in the 
premises of Odhamis Press, Ltd., so far back as October 16th, 
1919, and was almost immediately extended to its present 
capacity of 100 lines. Every departiment of the printing, 
publishing, editorial and advertisement business of our orga- 
nisation is connected with an unfailing service, for which no 
too high praise could be expressed. | 

With regard to the use of the Autophone for connection to 
Post Office Exchange айе, I am not sure that this is alto- 
gether the boon that it would at first appear. A careful 
observation of the traffic conditions on our Post Office and 
Autophone installations shows that in a very appreciable 
number of instances—more especially in the case of the more 
important subscribers—the call received from the external 
source requires a reference to some cther internal subscriber, 
involving the use of the internal system. For that reason it 
was decided in our case that the saving of the rental of the 
internal Post Office extensions which would be gained if the 
Autophones were made to serve the double purpose would 
be much more than compensated for by the cost of the time 
wasted by heads of departments, through the absence of a 
method of dealing readily with our traffic conditions. 

Geo. G. Garbett, 
Electrical Engineer, 
Odhams Press, Ltd. 


London, 
February 13th, 1922. 


[The specially interesting feature of the installation at the 
offices of the Liverpool Courier is that it works through to 
the public exchange service. In this respect it is unique. 
—Epns. Erec. REV. 


A Combined Fan and Heater. 


In your issue of February 3rd, on the ‘‘ New Fittings and 
Devices " page, I noticed that Mr. V. Gillgan, of 50, Bloom- 
field Avenue. Belfast, had obtained a Provisional Patent for 
a device which combines an electric fan and a heater. I 
have myself made experiments in this direction and think 
there is a big scope for some such device, but on making 
search I find that such a combination has already been 
patented by Messrs. Harrison & Peard. on April 24th, 1913. 
Specification No. 21,854 (of 1912). The first claim is the 
novelty of a fan and heater in a casing. 

_ If Mr. Gillgan’s novelty is also this combination, perhaps 
it may be news to him that this patent bas had all renewal 
fees paid up to June 15th, 1921. ' 

One experiment I made was with an ordinary portable 
old lamp stove with a fan fitted in the base and a 2,000-watt 


heater in place of the lamp. This circulated and heated the 
n in а small room 14 ft. square much quicker than the oll 
amp. | 

I am only too sorry that my experiments had to come to an 
end owing to my leaving the house before I could get actual 
figures as to the air dealt with, time and cost, &c. 
L. O. Meyer. 
Bedford, 

February 14th, 1922. 


Co-operative Electricity Supply. 


I have read with much interest the article on “ Electricity 
for Country Dwellers," by Mr. J. M. C. Field, in your issue 
of February 10. The idea of a co-operative lighting system 
is certainly a good one, and perhaps Mr. Field has some 
details of cost at his disposal which would prove of interest. 

There is, of course, the ditliculty of getting way-leaves for 
poles, crossing main roads, which are usually under the con- 
trol of the County Council as apart from rural and urban 
authorities, and that of obtaining the consent of the Electricitv 
Commissioners, Which would have to be overcome. 

At the moment I am concerned with the installation of a 
private power plant, overhead line, &c., for supplying two 
factories owned by one company in a small Somersetshire 
town, and although the townspeople are interested in elec- 
tricity the cost has proved a stumbling block up to the 
present. Perhaps you will afford. Mr. Field some more of 
your valuable space to elaborate his ideas. 


Harry J. Leeves-Johnson, A.I.T.E. 
london, 
February 15th, 1922. 


[Local authorities, including County Councils, have no 
power to prevent the crossing of a road with overhead lines 
unless they own the road, which is seldom the case.—Ebps. 
Erec. Rev. ] 


The Fetish of the Quick-make and Quick-break Switch. 


From a perusal of the advertisement pages of your valuable 
Journal it would appear that switchgear manufacturers have 
again found it necessary for users of electrical switchgear to 
install quick-make and quick-break switches of various capaci- 
ties. 

Switches are now being offered for sale from the tumbler 
switch size to large ironclad switches, all of which eeem to 
base their action on the principle of the " toggle joint," which 
gives a quick action on either side of the dead centre. 

It would appear that manufacturers originally adopted this 
mechanism for the purpose of obtaining à quick break, and 
finding that a quick-break action also gives a quick make by 
slight modification, they have insisted upon the advisability of 
quick-make switches. 

Quick-make and quick-break switches using the toggle action 
have been on the market for some 15 to 90 years, and have also 
been used down to small capacities, such as five amperes. A 
reference to the Patent Office files will reveal hundreds of ap- 
plications. of this mechanism as applied to large and small 
switchgear. In the application. of a quick-make апа quick- 
break switch, more particularly to the smaller sizes, what the 
manufacturer actually does in supplying a switch of this kind 
is to remove the human clement in switching-on and replace 
it by a small spiral spring, which cannot give anything like 
the pressure necessary in switching-on and closing the blades 
of the switch into stiff springy contacts, a weakness in all 
quick-make switches being that the pressure exerted by the 
contacts on the blade of the switch must be exceedingly light 
and necessarily weak, to enable the small spring as used in 
the toggle mechanism to rapidly withdraw the contacts when 
breaking, and rapidly insert the contacts when making. It 
will be obvious from a little consideration that if the contacts 
are comparatively stiff the spring will not enable the switch 
to make and break the circuit. | 

The advantage of the old type of slow make in large and 
small switches is that the operator in closing the switeh by 
hand exerts a considerable leverage and thereby closes the 
switch blades into strong and substantial contacts which have 
a first-class bearing surface and are not, therefore, liable to 
over-heating, sparking. &c. 

It is alwavs interesting to examine a few of the millions of 
tumbler switches, which have been used in many instances for 
vears and vears, having a slow make, and to see what little 
damage. if any, has been caused to the contacts by this so- 
called defect. The natural tendency on either the tumbler 
switch or the enclosed knife switch is to push the lever the 
maximum range of its stroke. There is no inclination or 
desire by the operator to half-close the switch. In fact, it 
is dificult for him to know when a switch is partially closed 
if the switch is protected by a cover. In the thousands of 
switches—large and small—installed all over the country, the 
writer is of the opinion that very little (if any) damage has 
been due to the switches not being provided with the neces- 
sary so-called quick make. Anvone can appreciate the neces- 
sity of a quick break. We are told by some manufacturers 
that owing to the advent of the gasfilled metal-filament lamp 
quick-make switches are necessary, although the writer has 
a bank of three 100-watt lamps in his office controlled by в 
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very old-fashioned tumbler switch which has not shown any 
signs of distress even when the circuit is repeatedly made 
very slowly. Slow-make tumbler switches can be found that 
have been in continual use for very long periods, and show 
little or no wear, either mechanical or electrical. 

Perhaps some of your readers will be able to give a little 
further information on the necessity for quick-muke switches. 
London, C. W. Denny, A.M.I.E.E. 

February 13th, 1922. 


NEW ELECTRICAL DEVICES, 
AND PLANT. 


Readers are invited to submit particulars ef new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest, 


FITTINGS, 


Flame-proof Junction Boxes, 


For use with wire-armoured y.i.r. cables for lighting in 
[егу mines, explosive factories, and similar situations, junc- 
поп boxes of special flame-proof construction are required, 
but it has always been found difficult to meet all the varied 
demands of service. A range of flame-proof lighting boxes 
has recently been developed by the GENERAL ELECTRIC CoO., 
Ітр., Magnet House, Kingsway, W.C.2, in which it has been 
found possible, by the use of only three standard forms of 
box and three types of glands, to cater, it is claimed, for 
practically every lighting requirement in danger areas. 
The boxes, of which we reproduce typical examples (figs. 1 
and 2), are of robust construction, and comply with the regu- 
lations laid down in the Coal Mines Act. Among the features 


Fic. L—UntversaL Box wita Cover Outer FITTED WITH 
GLAND FOR ATTACHING PENDANT LIGHT. 


embodied in their design may be mentioned machined flanges 
of generous width on both box and cover, a simple locking 
device, and special attention to insulation. The arrangements 
for securing the cable armouring and for protecting the cable 
up to the point where the armouring leaves it can be seen 
from the drawing (fig. 1). The armouring is clamped between 
two concentric cones, giving a large contact area and ensur- 
ing à firm connection and perfect continuity. 

The “ Universal" junction box (fig. 3) can be supplied as 
à one, two, three, or four-way box with any one of three 
types of cover: (а) a solid front with central outlet tapped 


Fra. 2.—GLAND WITH SEALING CHAMBER. 


In. gas and plugged; (b) a cover for attaching a well glass 
и; and (c) a cover for attaching a bulkhead fitting. “The 
“lid front is supplied where the box is required merely as a 
eg box, or where pendant lights are required. In the 
a rem either a conduit drop with a well glass fitting or a 
а gland with a sealing chamber (fig. 1) can be fitted. Two 
pr of glands can be supplied, one forming an integral part 
aoe ie and the other detachable; the latter type can be 
ie bel together with the sealing chamber, by removing 
prepared above ground and attached to boxes 
, and renewals and repairs can be effected con- 


e third type of box is a split junction box for 


already ere 
Venently, Th 


. thi i 
бейе ean, Ыы в manner connections or сари branch 


use with the mining-type lighting boxes when running cables 
are employed. By the use of split glands the cable may be 
tapped at any point and the branch circuit, which can be 
made up complete, attached with the minimum interference 
with working. 

The “ Wyeco"" Cable Suspender. 

Tung West Yorks. Exectrrican Co., Lrp., 22, Cross Hills, 
Halifax, sends us particulars of a new type of cable suspender 
for which it has secured a provisional patent. It is made in 
two sizes, the larger of which is shown in fig. 8. As will be 
seen from the illustration, the suspender, which is of zinc or 
other metal, is bent round and the end is retained in position 


iw. i. СУ УБА el 
Fic. 3.—TuHe “ Wyeco ” CABLE SUSPENDER. 


by a shearing pin; a spare pin is fitted in a spring clip. The 
smaller size is similar in style, but an impregnated tape loop 
is used to bind the cable and a metal end, similar to that of 
the larger size, is fixed to the end of the tape, and when in 
position is similarly kept in place by a shearing pin. 


The ‘С. P." Universal Welder. 


We have received particulars of a very useful and adapt- 
able electric welding machine made by the CONSOLIDATED 
Pneumatic Тоог, Co., Lro., Egyptian House, 170, Piccadilly, 
W.1. This is the ‘“ C.P." “ Universal" welder, upon which 
seam, butt, or spot welding may be carried out. The outfit 
consists of a transformer, with a regulation switch for adjust- 
ing the temperature to suit the work being executed; an 
operating pedal for bringing the electrodes together; a quick- 
break switch; double-pole fuses; and sets of special water- 


Fic. 4.—THe “© C.P." UNIVERSAL WELDER. 


jacketed clectrode-holders. The illustration (fig. 4) shows 
the machine fitted up for seam welding. It will be seen that 
the lower electrode holder is bolted to a slotted face-plate, 
while the other fits into a holder at the top of the machine. 
The conversion of the machine for butt or spot welding is a 
simple operation, involving merely the changing of the 
electrode holders. These welders are made in a number of 
sizes, ranging from 9 to 25 kW for 40- or 60-cycle supplies. 


EY 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Cempiled expressly for this journal bv Messrs. Sgerton-Jongs, O'DaLL AND 
ЅтЕРНЕМЅ, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


1922. 


2,900. ''Safety devices for winding or hoisting apparatus." 
Vickers Electrical Co., Ltd., and C. E. Raeburn. February Ist. 

2,991. “ Control handles for electric devices." К. Brooks (Westinghouse 
Electric and Manufacturing Co.. partly) and Metropolitan-Vickers Electrical 
Co., Ltd. February Ist. 

2,992. ‘' Selecting switch mechanism.” 


Metropolitan- 


G. Deakin and Western Electric 


Co., Ltd. February Ist. 
2,097. “ Electric regulating switches." F. C. Curtis. February Ist. 


3,009. *'' Sealing ends of electric cables.” 
Telegraph Works Co., Ltd. February Ist. 
3,013. "'Leading-in wires for electric incandescent lamps, &c." 
kessel and H. Lahr. February Ist. (Germany, February dnd, 1921.) 


P. Dunsheath and W. T. Henley's 
P. Born- 


3,025. *'' Wireless receiving systems and apparatus," L. S. Palmer and L. 
G. Preston. February Ist. 

3.033. '* Antennze systems for wircless communication." E. Y. Robinson. 
February 2nd. 

3,034. “ Vacuum tubes." E. Y. Robinson. February 2nd. 

3,072. “ System of seat indication in theatres, &c." G. Fincestone and R. 
E. Jones. February 2nd. 

3,080. ** Impulse senders for automatic telephone systenis." J. Berry, D. A. 


Christian, and Siemens Bros. & Co., Ltd. February 2nd. 


3,081. '' Electricity supply systems." Siemens Bros. & Co., Ltd., and Н. 
G. Wood. February 2nd. 

3,102. ''Oil circuit breakers." British Thomson-Houston Co., Ltd., and 
H. Trencham. February 2nd. 

3,103. '' Telephone systems." Western Electric Co., Lid. (Western Electric 
Co., Inc.). February 2nd. 

3,110. “ Electric water heaters." С. Kratt. February 2nd. 

3,116. '' Means for securing shades to holders of electric lamps." H. F. 
Wheeler. February 2nd. 

3.117. © Heat-deflecung. device for electrical rheostats, Фе. lE. Swainson 


and Thermal Electric Works (Hackbridye), Ltd. 

3,126. ‘ Electrical and mechanical connections or joints.” 
Transformer Co., Ltd., and S. C. Mount. February 2nd. 

3,129. '' Telephone systems." Siemens & Halske Akt. Ges. 
(Germany, February 19th, 1921.) 

3,134. '" Magnetos." F. L. Hollister апа C. 
February 2nd. 

3,196. '' Sparking-plug for internal-combustion 
February 3rd. 

3,201. “ Telephone and signalling systems on electrical transmission lines.” 
Callender's Cable & Construction Co., Ltd., and C. W. Kay. February 3rd. 

3,210. “ Insulators for electrical transmission lines." Callender’s Cable and 
Construction Co., Ltd., and A. E. Wilson. February 3rd. 

3,219. “ Electromagnetic relays." British L.M. Ericsson 
Co., Lid.. ага W. M. Crowe. February drd, 


February 2nd. 

British Electric 
February 2nd. 
A. Vandervell & Co., Ltd. 


engines." 


W. H. Shute. 


Manufacturing 


3.221. '' Wireless reception apparatus." G. Castagnoli. February 3rd. 

3.228. *' Voltaic cells." А. de G. Spino. February 3rd. 

3,232. “ Means for laying and picking up submarine cables, &c.” F. E. 
Perrnot. February 3rd. 

3,233. “ Electric switches," S. Davies. February 3rd. 

3,240. “ Preserving electric motors from prejudicious surrounding medium.” 
R. Longue. February 3rd. 

3.249. ‘ Sparking plugs." L. Wells. February 3rd. 

3,250. '' Machines for marking telegraph forms or reccipts therefor.” L. 
Avery. February 3rd. 

3,256. '' Telephone station equipped with telephonograph.’? — Naamlooze 


Vennootschap Financieele Maatschappij Dricbergen. February 3rd. (Germany, 


February 7th, 1921.) 


3,258. '' Electro-magnetic clutches.” J. W. Hall. February 3rd. 

3,264. '' Electric fuses.” W. Clark. February 3rd. 

3.265. '' Game apparatus.” W. Clark. February 3rd. 

3,266. “ Electric switches.” W. Clark. February 3rd. 

3,267. '' Means for amplifving intensity of sounds." J. Levy. February 3rd. 
3,268. '' Adjustable supporting-bracket for electric, &c., lamps." W. 


Grafton & Sons, Ltd., and W. P. Grafton. February 3rd. 


3,270. '' Apparatus for charging accumulators.” H. G. H. de G. d'Avenas. 
February 3rd. (France, February 15th, 1921.) 

3.273. “ Electrical generating machines." H. F. Joel and T. W. Simpson. 
February 3rd. 

3.980. '' Electric motors." Lancashire Dynamo & Motor Co., Lta., anu 
R. S. McLeod. February 4th. 

3,281. '' Supporting electric cables, &c." L. M. Waterhouse. February 4th. 

3,285. '' Electric fittings." H. V. Cornish. February 4th, 

3.286. ** Coil or winding for electric apparatus." H. J. Brearey. February 
4th. 

3,301. '' Mechanical signailing device.” F. Croft. February 4th. 

3,326, ‘ Electrical vehicles." L. C. Guyer. February 4th. 

3,327. '' Electric. foot-warmers and heaters." R. K. Robertson, T. Scott, 


and Scott & Robertson. February 4th. 


3,332. ''Indicating instruments.” = British Thomson-Houston Co., Ltd. 
February 4th. 
3.333. '' Determining distances by means of reflected sound waves." H. 


Raron (Signal Ges.). February 4th. 


3,345. ''Signalling systems." Radio Communication Co., Ltd., and J. Rec. 
February 4th. 
3,347. '' Electron discharge apparatus." О. Durdle, General Electric Co., 


Ltd., and C. F. Trippe. February 4th. 


3,349. '' Wireless receiving apparatus." ]. H. Reeves. February 4th. 

3,363. '' Negative electrodes for batteries, &c." E. E. G. Boite and W. Н. 
Edridge. February 4th. 

3,364. ‘ Fitting for incandescent gas light or electric light." H. J. Adams. 
February 6th. 

3,377. “ Vacuum tube for receiving and transmitting continuous wave 


oscillations in wireless working." С. 5, Goode. February fth. 

3,378. '' Induction coil or transformer for transmission of speech.” J. Simp- 
son. February 6th. 

3,398, '' Sparking plugs." February 6th. 

3,413. “ Manufacture of electric cables." Callender’s Cable & Construction 
Co., Ltd., and P. V. Hunter. February 6th. 

3.416. '' Method of mechanically recording and checking telephonic calls 
of different values." T. H. Green and N. C. Headland. February 6th. 


E. S. Brown and G. E. Stubbs. 


, 


3,420. “ Magneto brush rotor." P. W. Corless. February 6th. 

3,423. '' Glands of electric joint boxes." C. J. Beaver and E. A. Claremont. 
February 6th. 

3.432. “ Electric lighting apparatus for motor-cars, &c." А. C. Lock and 
S Smith & Sons (Motor Accessories), Ltd. February 6th. 

3,433. '' Ignition apparatus for internal-comhustion engines," A. C. Lock 


and S. Smith. & Sons (Motor Accessories), Ltd. 
3,436. '' Means for translating vibrations.” 
(Germany. March 7th, 1921.) 


February 6th. 
Signal Ges. February 6th. 


3.446. “ Radio receiving systems." H. J. Round and G. M. Wright. 
February 6th. 

3.449. “Indicators for ships’ electric signal. &c.. lamps." T. Harrison. 
February 6th. 

3.432. “ Electric storage batteries." H. G. Wagner. Februarv 6th. 

3.453. “ Manufacture of positive and negative elements for electric storage 
batteries." H. G. Wagner. February 6th. | 

3,457. ''Interrupters for electric circuits.” Metropolitan-Vickers Electrical 


Co., Ltd. February 6th. (United States, April 25th, 1921.) 


3,459.“ Protective arrangements of electric generating, transmission, and 
distribution systems."  Ferranti, Ltd., and A. H. Higgs. February 6th. 


3,400. '' Protective means for electric switchgear.” Ferranti, Ltd., aid 
A. H. Higgs. February 6th. 

3,461. ‘ Protective means for electric switchgear." Ferranti, Ltd., and 
А. H. Higgs. February 6th. 

3,466. '' Method of indicating and recording load on  weighing-machina 


and dynamometers." H. S. Hele-Shaw. February 6th. 
3,482. “ Systems of generation of high-frequency currents.” 
son. February 7th. 
3,921. '' Telephone signal 
Corporation). February 7th. | 
3,922. '' Signal systems for telephones." T. McKenna (Dictograph Fra. 
ducts Corporation). February 7th. 
3,523. ''Sectional switchboard 
ducts Corporation). February ith. 
3.924. '' Battery carrier and connector." T. 
ducts. Corporation). February 7th 


E. Y. Robin. 


device." T. McKenna (Dictograph — Pro i 


frame." T. McKenna (Dictograph Pro 


McKenna  (Dictograph Pro- 


3.929. '' Electric switch mechanism.” E. N. Bray and Electrical Аррага. 
tus Co., Ltd. February 7th. 

$053, | Process ior cleaning inside of electric lamp bulb." W. J. Webb. 
February 7th. 

3,034. " Inductance coils for currents at radio-frequency.” W. R. Н. 
Tingey. February 7th. 

3.553. “ Telephone call distribution system." G. Deakin and Western 


Electric Co., Ltd. February 7th. 


3.534. ** Telephone exchange systems," Western Electric Co., Ltd. (Westen = 
Electric Co., Ineorp.). February 7th. . 

3,595. ‘ Storage battery grid." С. E. Funnell, A. О. Garratt and W. L. ` 
Holfman, February 7th. 

3,061. “ Sparking plugs." R. Haddan (Corning Glass Works). February _ 
7th, 

3,575. *" Apparatus for electric heating of engines of the hot-bulb type 
before startinp." T. G. Grundey, G. B. Petter and Petters, Ltd. Febru. — 
ary 7th. ! 

3,594. “ Anodes for mercury-vapour rectifiers.” Akt. Ges. Brown, Boveri , 
et Cie, February 7th. (Switzerland, February 18th, 1921.) s 

3,011. “ Single-phase induction. motors." F. H. Robinson. February 7th. > 

3,612, “ Single-phase induction motors," F. H. Robinson. February 7th, 

3,016. “ Electrically-heated hair-waving appliances.” G, Boudou. Febru. . 
ary 7th. 

3,630. '' Electric accumulators.” L. Martingnoni. February 7th. 

3,645. © Wireless telegraph reccivers. L. B. Turner. February 8th. ; 

3,653. '' Rotary contact devices for electric ignition in internal-combustion 
engines." S. George (J. H. George). February 8th. 

3,082. “ Sparking plugs." E. Martin. February 8th. 

3,089. *'' Wireless call device.” Н. Merriman, H. R. Rivers-Moore ап) = 
К. М. Radio, Ltd. February 8th. 


3,695. “ Electrical 
Ltd., and D. Watson. 


toasting or heating apparatus," Phi-Kappa Syndicuic, 


February 8th, 


3,697. ** Glow-discharge lamps." Naamluoze Vennootschap Phillips’ Gloei. : 
lampenfabricken. February 8th. (Holland, February 9th, 1921.) 
3,6898, “ Gas-filled discharge tubes.” Nuaamlooze Vennootschap Philips’ 


Gloeiliunpenfabrieken. February 8th. (Holland, February 9th, 1921.) 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specificatione will be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 
20,930. '' Vacuum-tube oscillation generators for wireless signalling." Dr. 
E. F. Huth Ges. and B. Rosenbaum, September 27th. 1917. (149,191) 
20,959. "'' Recciving arrangement for wireless telegraphy.” W. E. Evam >, 


(pr. E. F, July 12th, 1920. (Convention date not granted.) 
(149.212.) | 
20,992. “ Apparatus for the wireless transmission of messages." Dr. S. 
Loewe. October 26th, 1918. (151,968.) | 
20,997. '' Arrangement for receiving electric oscillations with several тесеу. 
ing tubes." We. E. Evans (Dr, E. F. Huth Ges.). July 12th, 1920. (Convea- 
tion date not granted.) (149,239.) | 
23,529. .* Temperature-controlled apparatus for electric irons for preventing 
their overheating." T. Klotzli and Sohn. August llth, 1919. (150,310.) 
29 034. “ Electric. switches." Cable Accessories Co., Ltd., F. H. 


and A. Crawford. October 14th, 1920. (174,406.) 


Huth Ges.). 


Reeves 


209.044. “ Portable miners’ electric lamps." E. A. Hailwood. October 14th 
1920. (174,407.) 


29.049. “ Electric switch for use more especially in connection with electric 
lighting sets of motor and other cycles." Efandem Co., Ltd., and J. Eaton. 


October 14th, 1920. (174.408.) 
29,929. “ Radiogoniometrv." H. Abraham and M. Philippson. October 
22nd, 1920. (174,429.) _ 
30.257. “Devices for determining intervals of time," British Thomson: 
Houston Co., Ltd. (General Electric Co.). October 26th, 1920. (174,441.) 


31,809. ‘Current transformers for protective systems for electric. appari 
tus." British Thomsor-Houston Co., Ltd., and H. S. Holbrook. November 


10th, 1920. (174,475. | 

31.936. ** Frames for electro-maynetic clocks." М. Р. Favre-Bulle. No- 
vember llth, 1920. (174,478.) 

32.066. '' Electric switches," О. Oldham, G. Oldham and J. Oldham. 


November 12th, 1920. (174.480.) 


November Wth, 


39.809. ‘Miners’ electric safcty татр.” A. P. Ford. 
1920. (174,487.) | 
33.515. “ Electric (amp and switch-holder." A. P. Rutherford and A. N. 
Haddow. November 27th. 1920. (174,500.) 
34,250. '' Electric resistance controllers." Wisconsin Electric Co. October 
95th, 1915. (154,909.) ok 
34.883. ‘Mercury electric lamp." R. L. M. Belleaud and J. Barrollie . 


August 14th, 1920. (168,022.) 
35,438. “ Safety controlling gear for 
Garratt & Sons, Ltd., and A. J. Serve, 


vehicles." К. 


electrically-propelled 
(174,512.) 


December 16th, 1920. 
1231, 


36,368. '' Mercury-vapour rectifiers." J. Nienhold. February 14th, 
(159.170.) 
1921. 

9.653. “ Make-and-break devices for induction coils and the like." M. А. 
Codd. January 20th, 1921. (174.523) | 
2.677. “Ignition magnetos for internal-combustion engines.” H. Lucas 
and’ Н. W. F. Ireland. January 20th, 1921. (174,524.) | 
2.678. '' Electric lamps for vehicles." H. Lucas and W. Н. Eggintor. 


January 20th, 1921. (174,525) | " 
4,858. '' Process and apparatus for making electrodes and abrasives. 

G. Michel. February 11th, 1921. (174.529) 
March 24th, 1920. 


W. 


5.754. “Casings for electric pocket lamps." B. Rogge. 
(160.761.) : 
8.375. '' Apparatus for suppressing the higher harmonics in  metal-vapour 


rectifiers fed through polyphase choking coils." Akt. Ges. Brown, Boveri et 
Cie. March 27th, 1920. (160,782.) 

9.910. ‘Apparatus for suppressing upper 
vapour rectifiers fed through polyphase transformers.” 
Boveri et Cie. April 10th, 1990. (161.519.) 

21.438. '' Electric emergency lighting installations." P. Das. 
1920. (Addition to 162,587.) (170,825.) 


harmonic currents in metal. 
Akt. Ges. Brown, 


October 28th, 
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THE DISPUTE IN THE ENGINEERING 


INDUSTRY. 


TuE daily Press of February 24th announced that the 
executive of the Amalgamated Engineering Union had 
decided to invite further conference with the Engineer- 
ing and the National Employers’ Federations on the 
subject of the lock-out threatened for March llth. On 
Tuesday last such a conference took place, but no agree- 
ment was reached. 

The Times of last Friday provides a concise history 
of the dispute which has led to this dangerous situation, 
and the crux of thé question is the interpretation of the 
agreement between the A.E.U. and the Federations, made 
at the end of September, 1920. 
fail to note that at the time the agreement was signed 


Our readers will not 


trade had been booming for some time, shops were full, 
labour was fully employed, and many people thought 
that the prosperity under which we then lived would 
continue indefinitely. Those whose duty it was rather 
to look ahead than to administer the processes of manu- 
facture already began to see the first signs of the com- 
ing slump. Orders were getting fewer, the operation 
of the contracts price adjustment clause was causing 
increased dissatisfaction, and the difficulties of selling 
were beginning to return. Those concerns—their name 
was legion—which had increased their output facilities 
began to see ominous signs that unless sales could be 
materially increased, those facilities would not be re- 
quired, and might, in fact, become a millstone round 
their necks; and the more prudent began, even at the 
height of the boom, to make their arrangements accord- 
ingly. To the less prudent we are indebted for the crop 
of reconstructions and adverse reports of which we read 
every day. 

At the height of the boom, then, when labour was 
scarce and the employers had plenty of work, both sides 
agreed, very properly, that systematic overtime was to 
be deprecated as a method of production, and they made 
certain conditions for its regulation. As always hap- 
pens, the cruel grip of harder times has made both sides 
look carefully into what was meant by the agreement. 
In passing, we may observe that agreements between em- 
ployers whose interests, while collectively the same, are 
individually different, are being carefully (in some 
cases feverishly) reviewed at the present time. 

Systematic overtime was to be avoided, ' necessary "' 
overtime was to be worked, and certain emergencies were 
defined when overtime should be unrestricted. In cases 
other than the emergencies referred to, it was agreed that 
the question should, if desired, be raised and discussed 
in local conference, and also, if necessary, in central 
conference. It seems perfectly clear from this that in 
all such cases the necessity or otherwise of the overtime 
was to be matter for consideration by both parties. If 
instructions for overtime were issued by the employers, 
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those instructions appear to have been obeyed, subject 
to the right of the A.E.U. members to raise the question 
according to the proper methods provided. When the 
question was not raised, common sense leads us to the 
conclusion that the workers, while considering the point, 
did not disagree as to its necessity. | 
In April, 1921, а crisis оп the question arose, and а 
struggle appeared imminent, but the miners’ strike came 
along, and this was probably the reason why the conflict 
was abandoned. In November, 1921, certain terms were 
agreed between the employers and the executive of the 
A.E.U., which embodied, among other things, the 
common-sense provision to which we have alluded. The 
Union agreed not to interfere with the employers’ right 
to exercise managerial functions in their establishments, 
while the Federations agreed not to interfere with the 
proper functions of the Trade Union. The agreement of 
April 17th, 1914, amplified by the Shop Stewards and 
Works Committees’ agreement of May 20th, 1919, for 
the avoidance of disputes, was referred to, as well as 
any other national and local agreements between the 
parties; and tlese agreements were to guide both sides 
in the exercise of their functions. As we have said, the 
instructions of the management were in all cases to be 
obeyed pending the discussion of any question in con- 
nection with them. The employers were to have the right 
of deciding when overtime was necessary, the workpeople 
having the right to raise the question with regard to 
any case they desired discussed, proceeding with the 
overtime in the interval. The Executive, having regard 
to the depressed situation now existing, recommended 
the adoption of these terms, and they were submitted to 
the ballot of the members, who number some 407,000. 
What happened? We are afraid that what happened, 
feeble though it be and disheartening to all who hope for 
better days in industry, must be described as the usual 
thing. Twenty-one per cent., or 85,765 only of those 
qualified to vote, went to the poll ; 50,240 votes were cast 
for rejection of the terms, and 35,525 for their accept- 
ance. The majority for rejection was 14,715, or 3.6 
per cent. of the membership. What were the remaining 
320,000 members about that they did not vote? 
Why did a similar thing happen about the vote on the 
withdrawal of the Churchill bonus? We are obliged to 
admit that we are unable to answer these questions. It 
is foolish in the extreme to struggle for power and then 
to neglect to use it, and Mr. J. H. Thomas has told the 
workers over and over again that if they will not 
take the trouble to make their wishes known in the 
proper way, they will have only themselves to thank for 
the consequences. Those consequences will be that action 
will be taken in accordance with the views of those who 
have taken that trouble, and then, of course, we shall 
hear of '' direct action " and other desperate remedies. 
We see, then, what is in dispute. The employers do 
not want to discuss overtime with the shop stewards or 
works committees. Sir Allan Smith states it in two 
ways: (1) Is industry in this country to be carried on 
on & Soviet basis or on the basis of private enterprise? 
and (2) are employers entitled to manage their works 
themselves or must they do so by consent of the men and 
their representatives, and subject to the latter's right 
of veto? We are inclined to agree with a Labour corre- 
spondent’s view in The Observer of February 26th that 
Sir A. Smith is not justified in dragging in the red flag. 
As to the second question, we would answer by asking, 
first of all, what has become of all the pious resolutions 
in favour of Whitleyism, co-operation, and pulling to- 
gether, of which we heard so much a year or two ago? 
Sir Allan Smith goes on to say: ‘‘ The issue is not con- 
fined to the engineering trade. It affects all industry.’’ 
It is to be presumed that he has some authority for 
speaking after this manner with regard to other indus- 
tries, though we must confess we do not know what it 
is. And we are not alone in our ignorance on this point, 
for in an editorial article on February 24th The Times, 
after pointing out that while mistrust exists on both 
sides, the way to remove it is by frank discussion with 


a genuine desire for peace and understanding, with 
clear definition as regards the terms used, goes on to re- 
mark: ‘‘ These things have been successfully done in 
other industries, and can be done in the engineering 
industry."' 

There is à note of impatience in this comment which 
may well warn both parties that the country is not out 
for disputes at the present time. The overburdened 
taxpayer, struggling to make ends meet, has no use for 
anyone, employer or employed, who rushes on to the 
industrial stage waving a red flag and shouting ‘‘ Bol- 
shevism! " or ‘‘ Anti-Bolshevism!’’ Get on with the 
work! is the national sentiment to-day, and it is right. 
There must be co-operation, and it must be full, frank, 
and hearty. There must be devolution, not centralisa- 
tion, of responsibility. We have done our best for years 
to make this clear. Why is one side to claim that its 
only alternative is ''to face the situation and, in the 
national interests, to place the industry on a sound and 
economic basis?" Any industry—all industry—can be 
placed on a sound and economic basis by one means and 
one means only—frank discussion with a destre for peace 
and understanding. Autocracy in business must go. 
During the troubled days of the war it appeared to have 
gone, but as in the case of the North-countryman who, 
thinking he was dying, became reconciled with his son, 
there seems to have been a proviso: “Ш I get better 
again, this counts for nowt! ’’ Evil practices that were 
set aside during the bad times rear their heads again— 
wage-cutting, output restriction, stubbornness on both 
sides, and a lack of desire for accommodation. 

The A.E.U., with 27 per cent. of its members unem- 
ployed, has paid out since July, 1920, the gigantic sum 
of £2,162,307 in out-of-work pay. It is thus helping 
to bear the national burden, and, in our opinion, de- 
serves on this ground alone something better than to have 
its members locked out as the result of a ballot at which 
nearly 80 per cent. did not trouble to vote. 

By all means let there be further discussion, and let 
both sides try to understand each other’s difficulties. 
Now that there is a movement among the dry bones of 
industry, and we may look forward to breath coming 
into Шеш, it cannot be allowed to happen that the 
engineering trade shall be the means of deferring the 
hopes and sickening the hearts of the people. 


ТнЕ Institution of Electrical Engi- 
neers is to be most heartily congratu- 
lated on the signal success of its 
Comniemoration Meetings last week, 
which lacked but one element to make it complete—the 
presence of the President. We are sure that all our 
readers will join with us in an expression of sincere 
sympathy on the enforced absence of Mr. Highfield from 
the various functions which he himself initiated and 
largely organised with a view to the appropriate cele- 
bration of this unique occasion, 

Unique it was in many ways; particularly in that it 
will never be possible at any future period to hear from 
the lips of the veterans who took part in the epoch- 
making struggles of those pioneering days, their own 
account of their unforgettable experiences. А special 
tribute is due to Dr. Fleming, whose lecture on the 
immortal Faraday, profusely illustrated with reproduc- 
tions of Faraday’s own experiments, and inspired with 
the romance of that historic 10-days’ work, could have 
been excelled only by the utterance of Faraday himself. 
No lecturer could have a greater privilege than thus to 
tread in the steps of that great discoverer and to make 
liim live before us again for an hour, if only in fancy. 

In the course of the Commemoration an immense 
amount of ground was covered, and the special issue of 
the Institution Journal containing the record will be of 
absorbing interest. Curiously enough, the subject which 
was of paramount importance 50 years ago received 
less attention than would appear to be its due, seeing 
that the foundation of the Society of Telegraph Engt 


The I.E.E. 
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neers was directly due to its development— namely, that 
of submarine telegraphy. Мо far as we are aware, al- 
though financiers who supported the Atlantic cable pro- 
ject were named, no mention was made, before an audi- 


ence of engineers, of the engineer who, in the words of . 


sir Henry Mance’s presidential | address, — '' pre- 
eninently distinguished himself in the development of 
«eanic telegraphy.” Lord Kelvin himself also, in a 
presidential address to the I.E.E., said: '' To Sir 
Charles Bright's vigour, earnestness, and enthusiasin 
was due the successful laying of the Atlantic cable. We 
must always feel deeply indebted to our late colleague 
as the pioneer of that great work, when other engineers 
would not look at it, and thought it absolutely imprac- 
ticable.’’ Clearly, therefore, it was largely to the work 
of the late Sir Charles Bright, that not only the Atlantic 
cable, but the Society of Telegraph Engineers itself, 
owed its existence, and we greatly regret that the fact 
was absolutely overlooked. ` 

The well-earned homage paid to the splendid achieve- 
ments of Mr. Oliver Heaviside will command the ap- 
proval of all who are acquainted with his work—a 
labour of love, for his reward has been grotesquely in- 
adequate; we trust that the Institution will not allow 
the matter to rest where it is. 

To the message of Mr. Highfield and the masterly ad- 
dress with which Mr. Atkinson closed the proceedings 
we will refer in a later issue. 


THe North Metropolitan Electric 
Power Co.’s Bill, recently introduced 
Metropolitan into the House of Lords, has by virtue 
Power Co.’s of one of its clauses created a somewhat 
Bill. unwonted interest among the under- 
takers in the Administrative County of 

London. ‘The general purpose of the Bill is, of course, 
to enable the North Metropolitan Electric Power Co. to 
absorb its Distribution Company, which is a more or 
less domestic matter. The interest for outsiders, how- 
ever, rests not in this, but in Clause 15. This clause is a 
very simple one; it enables the North Metropolitan 
Со. to supply in the Administrative County of London 
any electricity which it purchases from the Metropolitan 
Railway Co. or the London & North-Western Railway 
Co. In its Bill of 1914 the North Metropolitan Co. was 
uupowered to purchase and distribute electricity bought 
frum these two railway companies, but it was specifically 


The North 


debarred from supplying such electricity in the Adminis- | 


trative County of London. This proviso was inserted in 
the Bill on the strong representation of undertakers in 
Loudon, the L.C.C., and others. The new clause re- 
moves this restriction. 

The question which exercises the minds of tlie London 
undertakers is what the North Metropolitan Ce. intends 
tn do if it gets this extended privilege. Reading the 
dause literally, it means that the North Metropolitan 
Co. could sell electricity in bulk or retail to all under- 
takers or consumers who had distributing areas or pre- 
mises adjacent to any railway lines of the Metropolitan 
Railway Co. or the London & North-Western Railway 
Co. This is obviously a big order. The effect would be 
just the same as if these two railway companies were 
given power to supply electricity to all consumers or 
undertakers who could be reached by their lines. As the 
Metropolitan Railway Co. runs through some very im- 
portant industrial areas, a large number of undertakers 
are directly interested. The clause covers this much at 
least. On the other hand, it might possibly cover even 
a much wider field. The clause does not say that the 
electricity sold by these two railway companies to the 
North Metropolitan Co. must necessarily be generated at 
their stations at Neasden or Stonebridge Park. If the 
clause covered any bulk supply sold to these railwavs 
thenselves by other bodies, it might conceivahly mean 
that the North Metropolitan Co. could buy from any 
line or sub-station on the whole of the London under- 
ground system of railways. 

It seems fairly obvious. that the North Metropolitan 


Co. does not intend simply to tack on isolated consumers 
in а piecemeal fashion. ‘The Company must be credited 
with wanting to do something on a bigger scale and 
something more businesslike. But up to the present no 
one appears to be able to give a very good guess as to 
exactly how these powers ure to be used. On the other 
hand, it is plain that, by such indefinitely wide powers, 
the various London undertakers’ interests are or may 
be most vitally affected. In virtue of such possibilities, 
as well as minor points, the London County Council has 
put in a very strong petition, and there are similar 
petitions from London undertakers. 

Further, outside the question of affecting individual 
interests, this clause has also an incidence on the elec- 
tricity scheme for Greater London. The North Metro- 
politan Co., under the Commissioners’ provisional 
scheme, will be invested for its own area with certain 
of the powers of the Electricity Cominissioners, and the 
Company is supposed to bring up some sort of compre- 
hensive scheme within the next two or three years. The 
remainder of the London and Home Counties Electricity 
District, and especially the Administrative County of 
London, is dealt with. for the time being, separately. 
The idea of the Administrative County of London 
is, of course, to get some sort of order out of the 
present chaos. Тһе situation, as everyone knows, is 
complicated enough at the moment—but if the North 
Metropolitan Co. (which is at present supplying no one 
in the Administrative County, except in bulk to two 


. boroughs adjoining its area, namely, Stoke Newington 


and Hackney) is now going to be authorised to arrange 
for supplies to be given indiscriminately over London 
from Stonebridge Park and Neasden, or elsewhere, then, 
indeed. the situation will be in ‘а pickle.” 

However. this is a matter which lies in the hands of 
the Electricity Conimnissioners to a great extent, since 
if is amongst their duties to report to the House of 
Lords on the Bill. In the meantime the Bill retains, so 
far as this clause is concerned, a good deal of the 
piquaney of the unknown. . 


UnvGUAY is not at the moment in good 
odour with the British trader owing to 
the unfortunate dispute between the 
municipal authorities at Montevideo 
and the British-owned tramway company there. The 
Spanish traction company in the Uruguayan capital has 
been somewhat similarly affected. For about four years 
these organisations have been endeavouring to obtain 
official permission to raise their fares in order to com- 
pensate for the increasing costs of operation, due chiefly 
to taxation and local legislation. Their position was 
rendered more difficult by a strike. This, however, was 
settled, the men returning to work voluntarily; but be- 
cause the management refused to take back certain of 
the ringleaders the Uruguayan Government appears to 
have declined to consider further the applications for 
permission to increase the tramway fares. Various 
attempts followed to obtain legislative authority for the 
increase, conditional upon a higher wages schedule, and 
a special committee to which the whole matter was re- 
ferred recently recommended this course. However, the 
municipality, apparently with the tacit approval of the 
State Government, took possession of the British tram- 
way company’s system and raised the wages of the em- 
ployés, seizing the company’s funds to pay the men the 
increased wages promised. This drastic action, coupled 
with the unsatisfactory character of the negotiations 
generally, is not likely to attract British capital and 
enterprise to Uruguay, and for the sake of all parties it 
i8 to be hoped that the representations which it is under- 
stood that our Foreien Office is making will lead to a 
proper settlement. 

Uruguay needs the help of British financiers and 
British engineers; it is in fact inviting both in connec- 
tion with the large programme of port works at Monte- 
video. Some details of these extensions and of other 
proposed public works are given in a report recently 
issued by the Department of Overseas Trade. 


Montevideo 
Tramways. 
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THE MERSEY POWER CO, LTD. 


THE NEW RUNCORN POWER STATION. 


(Concluded from 272.) 


The turbines consist of high- and low-pressure por- 
tions, the former casings being of cast steel and the l.p. 
casings each exhaust through double-flow discharges 
into two condensers, an arrangement 
which enables the diameter of the 
l.p. elements to be kept small, makes 
it possible to retain a high factor of 
safety, and at the same time secures : 
high steam efficiency. The governors, È 
of the mechanical type, are arranged š 
so that they can be adjusted either 
by hand on the turbines or by means 
of an electrical control device from 
the switch-house. Further, a 
mechanical safety governor is also 
provided which will interrupt the 
steam supply to the set should its 
speed rise to 3,300 r.p.m. 

The condensing plant, figs. 8 and 
10 (as well as the boiler feed pumps), 
was supplied by Messrs. G. & J. 
Weir, Ltd., of Glasgow, and consists 
of two sets of twin condensers, air 
ejectors, water extraction pumps, 
&e., the condensers being of the sur- 
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Fic. 12.—Layout or New Runcorn STATION. 
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face type, supported on springs and direct coupled to 
the exhaust flanges of the turbines. The condenser 
shells are coupled together in parallel, and are provided 
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with cast-iron end doors which, in turn, are fitted with 
several cast-iron hinged manhole and mud doors which 
inake it possible for the whole of the tube plates to be 
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WATER PIPING ARRANGEMENT. 


cleaned without removing the end 
doors. ‘The condensate is circulated 
in a closed circuit on the Weir sys- 
tem, which arrangement eliminates 
the absorption of air by the feed 
water on its way to the boilers. The 
condenser water extraction pumps 
are coupled on to the same shafts as 
^ {һе motors which drive the ventilat- 
eee, ing fans that cool the generators, as 
- | мр shown in fig. 10. Each twin con- 
denser is provided with two air 
ejectors, one of which acts as a 
stand-by; the discharge from the 
steam ejectors is utilised in the 
boiler feed-water heater, which is of 
p the surface type, and is so arranged 
1 that it can be isolated and by-passed 
on both the water and steam sides. 
The condenser cooling water is 
derived from the Manchester Ship 
Canal, and is supplied from a 
pump-house situated on the bank of 
the canal, which runs parallel and 
adjacent to that of the River Mersey. 
The building houses the two pumps 
illustrated in fig. 9, each of which is 
capable of delivering 14,000 gallons 
of water per minute апа being 
driven by a 350-h.p. electric motor 
supplied by Messrs. J. H. Holmes 
and Co., of Newcastle-upon-Tyne. 
The suction pipes are carried опа 
40-ft. jettv out into the canal and 
terminate in a screen which they 
enter through trunnions. The 
screen removes all débris from the 
water; it was built by Messrs. 
Brackett & Co., of Colchester, and is 
capable of screening 30,000 gallons 
of water per minute. The drum 15 
kept constantly rotating by means 
of an electric motor and worm gearing, which, it will 
be seen from fig. 7, are accommodated on the jetty with- 
out any covering whatever. In order to keep the screen 
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clean, jets of water play upon its upper inside surface, 
and all the débris thus dislodged is collected in an iron 
trough. The whole of the screening gear was so designed 
that it obviated the use of under-water cement or piling. 
The arrangement of the delivery pipes is well illustrated 
by the diagram, fig. 11, from which it will be understood 
that the pipe line extends from the pump house for a dis- 
tance of some 120 ft. to the turbine house and crosses 
the Runcorn and Western Canal by a 40-ft. span steel 
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bridge. The used water is conveyed back over this 
bridge and discharged into the Runcorn and Western 
Canal, thus affording assistance to the Manchester Ship 
Canal Co., Ltd., in maintaining the level of the canal. 


The two main generators are each rated for a con- - 


tinuous output of 12,500 kW at a speed of 3,000 r.p.in. ; 
they generate three-phase, 50-cycle energy at a pressure 
of 6,450 volts. The machines are of the rotary-field 
type, their exciters are direct driven, and their ventilat- 


— 
— \ | MUS MEM 


ef t J 
ШУ | Фары 
Ж 56б 


ебу 


Fig. 13.—ELEVATION OF NEW RUNCORN STATION. 


temporary structure, and when the station is completed 
the switchhouse will be located in the position indicated 
on the lay-out diagram, fig. 12. The board is built up of 
polished black slate, is hand operated, and controlls the 
two turbo-generator sets, the open-air step-up sub- 
station, and feeders, Messrs. A. Reyrolle & Co., Ltd., 
of Hebburn-on-Tyne, having specially designed it. The 
bus-bar panel, with a generator panel on either side of 


it, occupies the centre of the board, the remainder of 
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which is composed of feeder panels, all of which are pro- 
vided with Merz-Price overload and balanced protective 
gear. The whole of the switchgear is of the ironclad 
pattern, each switch being immersed in a steel tank filled 
with oil, and the station auxiliary plant is all controlled 
bv means of two additional Revrolle switchboards, one 


| of which is situated in the boiler-house basement and the 


other on the turbine platform. | The whole generating 
station is controlled from the switch house, a complete 
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ing fans, one of which has already been referred to and 
illustrated in fig. 10, are each capable of supplying 
20,000 cu. ft. of air per minute. 

The main switchboard, of which figs. 5 and 6 are 
front and back views respectively, is housed in a plain 
brick building, and is entirely separate from the power 
house and about 100 ft. from the turbine room; it is a 


system of telephones, telegraphs, indicators, &c., having 
been installed for that purpose. À 
Energy is transmitted from the generating station to 
Ellesmere Port by means of two feeders that operate 
at a pressure of 33,000 volts. "The generated pressure 
is stepped up for that purpose by an outdoor trans- 
former station that is illustrated in fig. 4; it is com- 
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posed of two banks each containing six 1,667-kVA trans- 
formers that were supplied by the Metropolitan-Vickers 
Electrical Co., Ltd., of Manchester. The transformers 
are cooled by oil, which, in turn, 1s cooled by circulating 
water round the oil coolers, for which purpose two 
small rotary pumps are provided and are housed in 
two brick buildings at the end of each bank of trans- 
formers, as seen in fig. 4. In addition to the station 
cabling, the main 33,000-volt transmission line was 
supplied by British Insulated & Helsby Cables, Ltd., 
of Prescot. 

The station lighting was arranged by the Mersey 
Power Co., Ltd., and is carried out at a pressure of 
110 volts; the circuits can be supplied from either a 
transformer or a battery of accumulators. The latter 
was supplied by the Tudor Accumulator Co., Ltd., of 
Dukinfield, and consists of 63 cells having a normal 
discharge rate of 80 amperes with a maximum of 120 
amperes; the battery is charged by a motor-generator 
set, and is located on the turbine gallery y above the bat- 
‚ tery room. Behind the set is the 110-volt switchboard 
(part of which is to be seen on the left-hand side of fig. 
2), and was supplied by Messrs. J. H. Holmes & Co., of 


Newcastle-upon-Tyne, to control the battery, station 
lighting, and motor-generator circuits; it consists of six 
black enamelled slate panels. An electrically-driven high- 
pressure pump (to be seen in the foreground of fig. ©) 
is provided to supply the water service. for cleaning and 
fire-lighting purposes; a novel feature of the latter 
arrangement is the fact that the pipes forming the hand 
rails round the galleries and roof. &c., have been fitted 
with nozzles and utilised to serve as the water supply 
mains. 

A plan and sectional elevation of the station are re- 
produced in figs. 13 and 14, while a good idea of the 
general lay-out of the station, railway sidings and cir- 
culating water arrangements is given by figs. 1l and 
12 respectively. 

In conclusion, it remains to express our indebtedness 
to those concerned for permission to publish the above 
details. and to thank Mr. J. E. Nelson (engineer to the 
Mersey Power Co., Ltd.). Mr. R. L. Johnston (station 
superintendent), and Major G. A. Bruce (under whose 
supervision the new station was erected) for tlie loan of 
plans, drawings, and assistance on the occasion of our 
visit to Runcorn. 


BRAZILIAN RAILWAY ELECTRIFICATION SCHEMES. 


[From our Special Correspondent.] 


Few contracts for electrification in South 
America have attracted more attention, or called for 
keener competition, than that decided upon by the 
Federal Government of Brazil for the electrification of 
the Central-of-Brazil Railway. The fact that this, the 
most important main-line of the largest South American 
Republic, has proved a financial failure from its incep- 
tion would alone have induced the Government to seek 
the best method of economical management; but, as a 
fact, the present Government, like its two immediate 
predecessors, has long been desirous of availing itself 
of the immense—and practically untouched—water- 
power in Brazil, which, according to all accepted 
authorities, could be made to provide some of the finest 
hydro-electric installations for transport purposes in the 
world. In Brazil, as in other parts of the globe, when- 
ever the question of electrification has been taken up the 
matter of increasing the capacity of a section of steam- 
railway has been the great factor, rather than reduction 
in working expenses; but, to-day, the high price of coal 
has brought the latter factor into the greater prominence. 

Although the Central system extends to something over 
2,200 km., the electrification of only a small portion 
of the main line is to be dealt with as a preliminary. A 
start will be made in the suburbs of Rio de Janeiro, in 
connection with which the work 1s to be concluded within 
& period of two years. At the same time other por- 
tions of the system will be taken in hand, part of which 
will have to be ready for traffic within three years, 
both periods counting from the date of registry and 
approval by the Tribunal de Contas. Work will be 
started upon the lines of the Central Station-yard, and 
followed by eight freight lines between the departure 
end of the Central Station (Rio de Janeiro) and the en- 
trance of the elevated line next to the large depository 
warehouses of Sao Diogo (1.000 metres). А third sec- 
tion will be that dealing with the yard-lines of the De- 
pository, while another will be the lines of access to 
the Maritima Station and those of the respective vards. 
Other sections will be: lines of access of the Central 
Station to the respective car-sheds; the lines of access 
for the projected station-yard for merchandise adjoining 
the Mangue Canal, as well as those of the respective 
yard; four traffic lines from the beginning of the ele- 
vated line next to the Depositary of Sao Diego as far 
as the Engenho de Dentro Station (a length of 10,070 
metres) ; : two traffic lines from the Deodoro Station to 


railway 


' rolling-stock. 


Bolem, on the line from Centro, and that of Santa Cruz 
on the Santa Cruz branch (39,468 metres and 32,544 
metres respectively); a traffic line between Belem station 
and Paracamby station (8,306 metres); a circular line 
from D. Clara Bangu to Mataduro, and the line of 
access from the Deodoro station to the car-sheds, where 
are also established cleaning and repairing sheds for 
Finally, all the lines belonging to thi 
undertaking will be electrified. 

Although ‘proposals submitted by foreign contractors 
will be received up to March 30th next for the electrifica- 
tion of the stretches of line referred to, the operation of 
traction and transport material, the construction of 
sub-stations and various other improvements, it is not 
thought at all probable that a final decision will be 
arrived at: the belief is general that a new '' edital ”’ 
will have to be issued owing to strong objections which 
exist locally with regard to the terms set forth in the 
Government proposals. Although the Brazilian Govern- 
ment has sought upon two continents for the best pos- 
sible technical advice with regard to the system of electri- 
fication eventuallv to he adopted, opposing views exist. 
not only in Government but in engineering circles, with 


regard to the relative advantages of the direct and 


alternating-current systems of electrical operation, while 
there exist interests bitterly opposed to the introduction 
of any wide system of electrification. Similar disputes 
were in progress nearly three vears ago, when an Anglo- 
Italian Syndicate offered to the Brazilian Government 
to undertake the electrification of the Central Railway, 
and a French syndicate submitted to the same Adminis- 
tration a competitive similar proposition. Again, at 
the end of 1920, the Government called for tenders for 
the electrification of the same svstem over an extension 
of 109 kilometres, while the Commission of Finance 
made all arrangements for the opening of a credit to 
cover the cost of changing from steam to electricity on the 
suburban lines from the Central Station in Rio de 
Janeiro to Deodoro, Barra do Pirahy, Santa Cruz, Para- 
camby and Maritima. At that period it was hoped to 
interest British electrical engineers in the Government 
proposals, and they were invited to get into touch with 
the Inspectoria Federal das Estradas Ministeria da 
Viacao e Obras Publicas. 

Other South America countries have been interested 
in the heavy trunk-line electrification projects of the 
United Kingdom, which, indeed. appear to have been 
very carefully studied, since they are frequently referred 
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to by South American consulting engineers in their re- 
ports; while, in certain instances, standard British 
plans have been adopted practically complete by engi- 
neers advising their governments on steam-railway elec- 
trification. lt was hoped, therefore, that the experience 
of British engineers in developing reliable heavy rail- 
road equipment would prove of considerable help to the 
Brazilian Government, and might have resulted in the 
negotiation of a valuable contract. Little disposition fo 
participate in the enterprise, however, was then shown, 
and the efforts of His Majesty’s Commercial Secretary in 
Rio de Janeiro to conjure up something like competition 
on this side proved conspicuously unsuccessful. 

It is hoped on the present occasion that more interest 
will be displayed, notwithstanding the terms which the 
Brazilian Government has, somewhat unwisely, decided 
to impose. These conditions include the provision 
of a bond of 200 contos of reis from each competitor, 
guaranteeing the signature of the contract, while only 
those coinpetitors will be considered suitable who can 
prove, jn addition to sufficient financial backing, that 
they have already furnished and installed large instal- 
lations of electric traction, including installations for 
shunting in large railway-vards. To still. further 
guarantee the execution of the contract опсо awarded, 
the successful eompetitor's bond will be raised to 500 
contos of reis (.£25,000). 

The principal difficulty that British and other foreign 
contractors will have to contend with in competing for 
this no doubt desirable foreign contract will be the lack 
of technical knowledge possessed by the responsible 
advisers to the Brazilian Government. This drawback 
las been noted in times past when other engineering 
contracts, of almost equal importance, have been under 
consideration. Unsettled opinions of specialists are 
scarcely likely to prove less vital in connection with the 
electrification scheme referred to, especially at a time 
when discussion is raging in other parts of the world 
with regard to the relative advantages of the different 
systems of electrification and the number and diversity 
of types of electric locomotives still under trial. 

In this latter contract thirty locomotives will have to 
be furnished, ten for freight and twenty for passenger 
trains. 


Central Railway of Brazil be converted to electrical 
operation, and if the system could be operated at even 
10 per cent. of its capacity, it would, for the first time in 
its history, be able to pay a dividend, estimated at no 
less than 8 per cent., allowing for a gross revenue of 
7,000,000 milreis. It is thought, moreover, that once 
the electrification scheme is carried to completion the 
saving of fuel alone would be so great that, even with 
the incubus of the enormously swollen personnel, the 
Central Railway could be made to pay. Much, of 
course, depends upon the eventual construction cost of 
the electrification, which necessarily must be extremely 
high at the present time. 

By the time that the Central Railway is ready for 
operation under the new auspices, it will be possible to 
compare its working with another electrified line, the 
first to be introduced in Brazil. This has been under 
construction for some considerable time, and is now 
practically completed. The construction of the line 
between Jundihy and Campinas, a distance of 45 kilo- 
metres (or'about 23 miles), belonging to the Paulista 
Railway Co., has been carried out by the International 
General Electric Co. The line being double-track, the 
total mileage, including switches and extra track, 
amounts to 76 miles. "The equipment has been supplied 
by the same company, and consists of twelve locomotives 
—eight freight and four passenger engines—material 
for the transmission lines and  sub-stations, and а 
3,000-volt overhead system of distribution. 


і 


It is proposed to carry out further extensions оп the 
same system amounting to 100 additional miles of 
route, which will eventually bring up the total electrifi- 
cation to 123 miles, extending between Jundihy and 
Sao Carlos. Power for the operation of the lines will 
be supphed by the Sao Paulo Light & Power Co., at 
88,000 volts, 60 cycles. In this case the electric Jocomo- 
tives will be of the General 3.000-volt type. The freight 
locomotives will weigh 100 tons each, all weight on 
driving axles, and the passenger engines 121 tons each, 
equipped with two axle guiding trucks at each end, with 
а horse-power of 2,000 and 65 m.p.h. maximum speed. 
Two others, destined for freight, will weigh 87 tons each. 
with a h.p. of 1,500 at the same voltage and a maximum 
speed of 40 m.p.h. АП alike will be equipped with 


Should aJl threatened difficulties be overcome and the regenerative braking apparatus. 


GLASGOW'S LABOUR-SAVING HOUSES. 


The Corporation's 


From time to time we hear of the wonderful labour- 
saving appliances that are used in American and Cana- 
dian homes. Similar dwellings are, though it may not 
be generally known, available in this country—the Daly 
Маг modern village, Welwyn Garden City, in Herts. and 
the houses at Middlesbrough, Edinburgh, Glasgow, and 
elsewhere may be cited as examples. 

The two houses at Riddrie that have been fully 
equipped electrically and specially furnished through- 
out for demonstration purposes by the Glasgow Corpora- 
tion Electricity Department, with a view to encouraging 
the use of domestic electrical appliances, were officially 
opened on February l4th by Bailie Sadler; they were 
to remain open for public inspection for a fortnight in 
the hope that the experiment will aid in convincing visi- 
tors that a judicious use of electrical apparatus is the 
obvious means of reducing housework to a minimum. 
With the coming of electricity into English homes, the 
drudgery of housekeeping will disappear, and women’s 
energies will no longer be largely devoted to slaving in 
the kitchen. 

The Riddrie houses, as will be seen from fig. 1, are 
semi-detached standard -apartment buildings, the 
ground floor consisting of a living room, parlour, scul- 
lery, and larder, while on the upper floor there are 


* All-Electric”’ 


Experiment. 


three bedrooms and a bathroom. When building the 
houses, fireplaces, flues, and chimney heads were 
omitted, thus effecting a saving of £40 per house. East 
House is completely equipped for lighting, heating, 
cooking, hot-water supply, and washing by electricity ; 
in the living room of West House, however, an open coal- 
fire grate has been provided to meet the double purpose 
of heating the room and water; a boiler behind the grate 
supplies all the hot water needed in the scullery and 
bathroom. Tests are being carried out with the 
“© smokeless ”? fuels now on the market and, if the re- 
sults are satisfactory, it is hoped that it will be possible 
to dispense entirely with the use of raw coal in domestic 
premises and thus approach a stage nearer the “© smoke- 
less city "" of our dreams. 

The equipment of both houses is similar. and includes 
a complete electric lighting installation; examples of the 
latest types of lighting fittings are to be seen in the 
various apartments, and it is worthy of note that the 
use of electric light enables unique decorative and fur- 
nishing effects to be obtained, while the provision of floor 
and table standard lamps, with their delicatelv-coloured 
silk shades, adds the necessary charm. Special atten- 
tion is directed to the new pattern of electric nieht li*ht 
that has been installed in the small bedrooms; it is 
invaluable for the nursery or sick room, and its use, 
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it is claimed, enables 200 hours of light to be obtained 
at a cost of 6d. 

All the rooms are heated electrically, and the absence 
of. fireplaces, especially in the bedrooms, enables full use 
to be made of all walls in setting out furniture and, in 
addition, effects a considerable saving in building costs. 
Ventilation is by means of small gratings located in the 


‘ 


Fic. 1.—Two “ Aut-Evecrric " Houses at RIDDRIE, GLASGOW. 
upper part of the walls, and the type of electric heater 
provided for use in the bed and bathrooms is said to 
cost only 2d. per hour to run. The great advantages of 
electric heating are its cleanliness and convenience. 
The source of heat can be brought very close to the point 
of application; radiators can be placed in any required 


Fic. 3.—A CORNER OF THE SCULLERY. 


position, or moved from room to room, and, unlike coal 
fires, they give their maximum heat immediately the 
electricity 1s switched on, which remains constant with- 
out attention, and use can be made of them for short 
periods efficiently. The abolition of coal fires eliminates 
half the work of housekeeping—and that the dirtiest 
half, too. 


With regard to the electrical devices that have been 
provided in the individual rooms of the houses, the bath- 
room contains a radiator, a shaving mug, and a towel- 
rail heater, while in the bedrooms there are an immer- 
sion heater, a bed warmer, fan, vibrator, milk warmer. 
hair drier, a curling-tongs heater, and a violet-ray 
medical outfit. 


Fig. 9..—A VIEW or THE PARLOUR. 


In the living room there are provided such things as 
а coffee percolator, teapot, toaster, a plate warmer for 
the sideboard, and a table grill, all heated electrically, 
besides a vacuum cleaner. The interior of the parlour 
is illustrated in fig. 2, from which it will be seen that, 
although not necessary, a fireplace in which an electric 
radiator stands has been provided to satisfy traditional 
expectations, as well as an electrically-driven. sewing 
inachine, pianola, or gramophone; a cigar lighter, floor 
and table lamp standards are also included. 

It is in the seullery that what may be termed the heavy 
electrical apparatus is housed, for it will be seen from 
fig. 3 that an electrically-heated calorifier with a 20- 
gallon storage tank and a 3-kW circulator supply all 
the hot water needed for the sinks in the scullery and for 
the bath and basin in the bathroom. An electric instan- 
taneous water geyser is also provided, and it is intended 
that the water used at breakfast time should be boiled 
by means of a 3-pint electric kettle. An electric cooker, 
of the type that can be hired from the Glasgow Corpora- 
tion Electricity Department, is installed, as well as an 
electrically-operated dish-washing machine, a clothes- 
washing machine, and an electric clothes boiler; such 
fan, iron and collapsible 
kitchen cabinet com- 


sinall devices as a radistor, 
ironing table, and a “ Hoosier ”’ 
plete the equipment. 

The outstanding advanrages of the use of electricity— 
such as its safety, clean’*ness, convenience, ease of con- 
trol, &c.—are too wel known to need emphasis in our 
pages; nevertheless, tne Glasgow Corporation is to be 
congratulated on its enterprise in aiding the popularisa- 
tion of the domestic uses of electricity. It is to be hoped 
that many who thus for the first time are afforded an 
opportunity of seeing a modern home, not only lighted | 
electrically, but equipped with modern electric labour- 
saving devices and conveniences, will not rest content 
until thev have seen similar appliances installed in their 
own homes, 

In conclusion, we may draw attention to an impor- 
tant experiment which was carried out by the Glasgow 
Corporation in 1913, when two tenement houses were 
fitted up with electrical apparatus for all domestic pur- 
poses, and accurate records were kept. The results were 
set out in an article by Councillor Denny, of Glaseov 
Town Council, entitled ** A Study in Load Factors," 
which was published in the Enecrrican Review of Mav 
28th. 1920, p. 675. It was there shown that if all the 
houses in Glasgow were similarly equipped, the output 
of energy for domestic purposes would be no less than 
21 million kWh per annum. ; 
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THE BRITISH INDUSTRIES FAIR. 


( Continued. from page 282.) 


BIRMINGHAM SECTION, 


THE opening of the Birmingham Section of the Fair 
on Monday was attended by cold but bright weather, 
although rain fell in the afternoon. ‘There were very 
few visitors, as is usual on first days of these exhibitions. 
Building C, which was full last vear, is this time almost 
wholly utilised for storage purposes, and a smoking 
room occupies space as well. This indicates that a 
falling-off has occurred, and we notice that one or two 
large tirms which exhibited last vear are now unrepre- 
sented, although the arrangements have been improved. 
The majority of the stands appear to have altered little, 
as regards exhibits, from last year, and although the 
display as a whole is imposing enough, and no doubt 
fron a buyer's point of view (which is the point of view 
that matters) up to standard, in electrical productions, 
there is little that 1s new to be seen. 


Messrs. Ргттевѕ, Lrp., exhibit a number of their engines 
operating on petrol, paraffin, gas, or crude oils. One of the 
most interesting exhibits is the 1.5-h.p. ‘ Petter Junior ” 
engine (fig. 3), which the firm has recently placed on the 
market. This little engine starts up from cold by means of 
a small quantity of petrol and then changes over automatically 
to paraffin fuel. The engine is of the two-stroke type and 
its principal feature is a special fuel oil ejector, which ensures 
the complete vaporisation of the supply. A '' No. 1 Petter- 
light. " set is shown. This consists of a 2.5-3 b.h.p. '' Petter- 
Junior " engine belt-driving a 1-kW d.c. generator, together 
with a 14-cell, 125-Ah battery. A larger lighting and power 
set also has space on the stand—a 3-kW generator direct- 


Fic. 3.—TnHE ‘‘ PETTER JUNIOR ” 1.5-B.H.P. ENGINE. 


coupled to a 5-b.h.p. engine. A pumping set is shown, com- 
prising a '" Petter Junior " engine coupled by a belt to a 
double-acting brass lined pump, with a delivery of 1,000 
gal. per hour. A form of *' Petter Junior ”” engine for marine 
work is also exhibited. Apart from these small engines the 
frm also shows a 10-b.h.p., semi-Diesel engine, one of a 
range of such machines designed for operation on crude апо 
residual oils or refined petroleum. ‘This is a single-cylinde: 
engine, with a 74 in. dia. piston, working at 425 r.p.m. 
Messrs. Tanayrs, rD., show one of their heavy-oil 
engines. This is capable of starting up from cold without 
the use of a heating lamp and suitable for working on very 
low-grade fuel oils or on fuels such as alcohol, benzine, or 
lar oils. The engine is fitted with a patent spray-maker, 
which superheats the fuel before it passes through a non-drip 
fuel nozzle into the combustion chamber. The firm also 
exhibits a gas engine with a suction gas producer. Other 
exhibits are a 300-ton hydraulic press; steam pumps for 
boiler feeding, &c.; and a vertical high-speed steam engine. 
Tur HgATLY-GRESHAM ENGINEERING Co., Тлр., also shows 
à number of oil engines of small power. These are of the 
Vertical type with totally-enclosed crank chambers, ensuring 
freedom from dust for all moving parts. The engines are 
designed for oil fuels, or, by a slight modification, for opera 
tion on town gas. A number of small lighting and power 
ets are shown, fitted with dynamos made by Electro- 
motors, Lid. Other features of the company's exhibit are :— 
A standard battery-charging switchboard by Messrs. Cromp- 
ton & Co., Ltd.; a model storage battery, by Messrs. Prit- 
chett & Gold & E.P.S. Co., Ltd.; oil engines coupled to centri- 


fugal pumps, air compressors, and exhausters; ànd steel 
casungs, pressings, and forgings. 

Mrssks. CROSSLEY BROS., LID., show several examples ol 
gas und oll engines, ranging trom 64 to 54 b.h.p. An ter- 
esting exhibit 15 a suction-yas plant lor an engine ol ZL 
b.h.p. ‘this is of the Crossley patent open-heartn type, 
which permits of easy inspection and cleaning. ‘lwo engines 
suitable for electricity works are shown, the “О.К. 117” 
developing from % to 31 b.h.p., and the ‘О. ю. 1075 ” of from 
74 to 84 b.h.p. 

THE NATIONAL Gas ENGINE Co., l;rD., presents examples 
of engines made at its works. ‘lhe largest is a 44-b.n.p. 
size, complete with a suction-gas plant fitted with a conical 
grate giving a uniform supply of gas at all loads. А 14-15 
b.h.p. town-gas engine, and a 74-3 b.h.p. “` National " oil 
engine are aiso shown. ‘The representatives of the smaller 
sizes are a 24-9 b.h.p. gas engine and charcoal gas plant; 
and a 5-6 b.h.p. vertical engine (suitable for gas, oil, or petrol) 
coupled to a 3-kW, d.c. generator. 

LHE ELECTRIC POWER ENGINEERING Co. (BIRMINGHAM), 
І лр., shows two small lighting and power sets. One of these 
consists of a 4-cycle water-cooled engine  direct-coupled 
to a 1.5-kW generator. Every rotating part of the plant is 
fitted with ball or roller bearings. А 2.5-kW set is also 
exhibited, as well as a range of small motors and dynamos, 
all of which are provided with ball-bearings; switchboards 
and batteries; electric polishing machines, &с. 

Messrs. Davip SHANKS & Co., LTD., have a large display of 
plain and artistic lighting fittings. A notable feature is 
a range of English alabaster bowls, and fittings for such ap- 
plications as church, theatre, and public building lightang, 
are shown in variety. Country-house lighting is repre- 
sented, as well as fittings designed for ships. Several elec- 
tric signs are also exhibited. 

Messrs. J. H. Tucker & Co., Lrp., show among other 
things, four examples of small accumulator switchboards, 
specially designed for small low-voltage private plants. There 
are also numerous types of tumbler switches, many of which 
are finished in high-class style in various metals. Ironclad 
switch and fuse gear, distribution boards, and a large variety 
of small lighting and heating accessories—lampholders, plugs, 
adapters, bell-pushes, &c.—also appear. 

Messrs. J. B. Stone & Co., Lrp's., principal exhibit con- 
sists of '' Wilson " patent nibbling machines. ‘These are 
specially designed for the rapid cutting of shapes in metals 
and other materials of thicknesses up to 3/16 in. Their pos- 
sibilities may be gathered from the fact that they can deal 
with either cast steel or fibre. The cutting is effected by 
means of special steel punches and can be carried. out at an 
average speed of 18 in. per minute.. The cut edges are 
not compressed nor do they need filing after leaving the 
machine. The machine is made in three sizes, rated according 
to the size of the gap between the punch and the body of the 
machine. 

Messrs. CLAYTON WaGons, Ттр. , show a number of examples 
of drop forgings consisting principally of automatic, gas- 
engine, and electric vehicle components. 

THe FALKIRK Iron Co., Lp., this year has its electrical pro- 
ducts displayed on a separate stand. A number of the firm's 
cookers, arranged with separate switch controls, are shown. 
The “ 5301 " model has a total loading of 6.9 kW, which ein- 
braces two 3-heat 8-in. hot-plates, a 6-in. hot-plate, a grill- 
toaster, and the oven elements of 2 kW. A smaller type 
(No. ' 5280 ") is exhibited; this model secured a silver medal 
at last week's Cookery and Food Exhibition. A numbér of 
‘Double Ray " heaters appear. The “ Double Нау” is a 
new heater of American design for which the Falkirk Co. has 
been given sole manufacturing rights for Great Britain, &c. 
The heater consists of a semi-cylindrical brass stamping. in 
the centre of which is mounted a hollow spirally-wound 
element of 600 W. The top and front are of strong wire, 
and the bottom is ventilated, so that in addition to the direct 
“radiant " heat, a current of air passes through the bottom 
and through the element. Several small cookers are shown, 
as well as models specially designed for hotel use. The firm 
also displays several ornamental fires in various metal finishes, 
including а very effective antique silver one. Other exhibits 
are electric irons, including a new size of laundry iron weigh- 
ing X lb.—a compromise between the ordinary domestic type 
and the tailor’s iron. The arrangement of the stand is ex- 
cellent: in the background are two fires and a cooker 
'* framed ” in recesses. 

Tur METROroLITAN-VickERS ELECTRICAL Co., Lrp., has a dis- 
play of numerous ‘‘ Cosmos " appliances, including kettles, 
grills, hotplates, irons, &c. А new fire is shown. This has a 


‘Jong curved reflecting surface at the back of a straight cylin- 


drical 2-kW element, in which the wire is wound into the 
core. A fan of new design is also shown; this is of substantial 
construction with brass blades, heavy base, and strong wire 
guard. Art metal fittings of various kinds, made at Har- 
court's, the company's Birmingham works, are exhibited, in- 
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cluding several designs of wall lighting fittings in the Adam 
and Louis XVI styles; beautifully wrought bowl rings bear- 
ing bowls of unique design; switch plates; door fittings, &c., 
in different metal finishes. For the rest, the exhibit consists 
of industrial lighting fittings and small electrical accessories. 


Tur Austin Moron Co., Lrp., has as the main feature of 
its display examples of its automatic dynamo (fig. 4). "This is 
a ventilated enclosed machine, with self-contained switchgear, 
suitable for direct coupling or belt driving, with bolted-on 
laminated main poles and regulating poles of solid forged steel. 
The commutator end shield is extended to form a case for 
the automatic controlling switchgear. The armature is of the 
slotted drum type and former wound, and the commutator is 
of liberal proportions to permit of ‘‘ third brush " voltage 
regulation. The switchgear is so arranged that the plant can 
be fully automatic, self-starting, stopping and regulating when 
controlled by a relay; semi-automatic; or hand-controlled but 
self-regulating. A two-way switch, magnetically or hand con- 
trolled, connects the dynamo to the battery, and when the 


‘* AUTO-DYNAMO." 


Fic. 4.—THE AUSTIN 


latter is fully charged, the dynamo is disconnected and the 
load switched on to the battery. Push buttons are provided 
to enable these operations to be carried out by hand, and 
special windings on the machine regulate the voltage at the 
lighting terminals to compensate for variations in load and 
the state of the battery. All current-carrying parts are en- 
closed. The controlling relay is mounted above the bracket, 
and has incorporated in it a time-element reverse-current 
cut-out and indicator. An ammeter or volt-ammeter is pro- 
vided. The machine is made in two sizes, 1 and 2 kW. The 
firm's other exhibits are a 2-kW automatic lighting plant and 
a .75-kW '' Autoplant " suitable for supplying light and power 
to country houses, hotels, &c. Тһе former set is an ''auto- 
dynamo ” coupled to an engine capable of operating on petrol, 
benzol, or town's gas. 


Messrs. CROWTHER & Оѕвокх, Lrp., have an exhibit show- 
ing the various stages of manufacture of the '' Sceando " 
lamps, from the glassware (which is of the firm's own manu- 
facture), through the wire-drawing, sealing-in, and exhaust- 
ing to the completed lamp. We understand that the раз еа 
lamps аге made according to the firm’s own patents. _ 


Messrs. WM. McGkocH & Co., Lro., have an extensive dis- 
play of electrical apparatus. Among this is a new form of 
'" unit-type " switchgear, with substantially protected switches 
and fuses; the bus-bars are in explosion-proof chambers. A 
Navy type switchboard of sound construction is shown, as 
well as examples of interlocked switch and fuse-gear, ships’ 
navigation lights and light indicators, and lighting fittings of 
many descriptions. The company also exhibits examples of 
electric train couplers similar to those supplied to the London 
Electric Railway, and an electrie solenoid-operated train-door 
lock arranged for control throughout a train from the guard's 
van. 


PnEMiER ELECTRIC Heaters, Lap., has a display of well- 
finished heating and cooking apparatus. ‘This includes kettles, 
irons, an electric cooker, fires, carbon-filament lamp heaters. 
&c. A small bowl fire is shown; this is of strong construc- 
tion and neat appearance. It is fitted with a flat wire guard 
so that the bowl may be tilted into an upright position, where 
it is retained by a spring, for boiling or food warming. 


Messrs. WM. WHITEHOUSE & Co., Lrp., have a tasteful 
‘show of lighting fittings of all types—bowls, table and floor 
étandards, silk shades, &c. A ncticeable feature of the display 
js the finish carried out in imitation of various metals. 


Ornamental lighting fittings are also exhibited by MESSRS. 
Best & Luoyp, Lrp., SrERRYN & Co., Lrp., JoHN A. Harry 
Hunt, Davip SHANKS & Co., LTD., and many other firms. 


The Foster ENGINEERING Co., Lrp., shows many examples 
of transformers, ranging from the small bell-type to a 
350-kVA, three-phase type. '' Apex " quick make and break 
switchgear is shown in various sizes and combinations, and an 
outstanding feature of the stand is a motor driving a crank 
which continually ‘‘ makes " and “ breaks " a small double- 
pole '' Apex " switch. An indicator for use in ships 1s ex- 
hibited. This consists of an indicator to be fixed in the 
steward's quarters and small light indicators placed outside 
the cabins. When a bell is rung, the cabin light is switched 
on, and remains on until the steward attends and switches it 
off. This firm also shows a fire alarm consisting of a metal 
disk, which, when expanded by heat, completes contact in a 
buzzer circuit. An application of one of the transformers 1s 
to a standard spot welder for use on sheet metal of thicknesses 
up to 1 in. 

THE BRITISH CELLULOSE & CHEMICAL MANUFACTURING Co., 
Lrb., has a great number of articles made from its non- 
inflammable celluloid, '* Celastoid ’’; a number of bowl fittings 
are included in this display. 

(To be continued.) 


LONDON SECTION. 


At the London section of the Fair, which is being 
held at the White City, Shepherd's Bush, there is to 
be seen an entirely novel type of electric motor on the stand 
of Messrs. WEDEKIND & Co., driving the '' Spellad ” adver- 
tising sign. At present, this motor is made in fractional 
horse-powers up to 1 h.p. only, but it possesses many potenti- 
alities as, whilst being remarkably small and light for its 
power, it can be run at speeds of from 750 r.p.m. to under 
10 r.p.m. without gearing of any sort. The power is ob- 
tained by utilising harmonie vibrations generated by an al- 
ternating electric current, and this method dispenses with the 
need for armature, commutator and brushes. In its simplest 
form, the motor consists of an electro-magnet with a vibrator 
connected to a spring-tensioned tape passing round the shaft 
or pulley to be driven. The vibrations cause waves in this 
tape, and these waves cause the shaft or pulley to rotate; the 
amazing fact is that the rotation is always in the same direc- 
tion according to the way in which the tape 1s wound, and 
the shaft does not merely swing backwards and forwards. 

A new feature is the appearance of a joint exhibition of 
kinematographic apparatus equipment by the Incorporated 
Association of Kinematograph Manufacturers, Ltd., under the 
auspices of which many of the United Kingdom members of 
the kinema industry provide attractions for the visitor inter- 
ested in this sphere of activity. l'or example, à number of 
the sound workmanlike British projectors now on the market 
are to be seen in addition to a large variety of accessories. 
Arc and incandescent lamps for use in conjunction with pro- 
jectors are exhibited, as is also a small portable petrol-electric 
generating set that can be carried about on a one-ton lorry. 
On the stand of Messrs. Gro. PALMER (UNIVERSAL CINEMAS 
Supplies), Lrp., there is a gramophone the music from which 
is transmitted electrically along twin wires and reproduced 
at a distance by means of a loud-speaking horn. 


Electrically-operated gramophones are also shown by 
Messrs. ELECTRIC GRAMOPHONES, LTD., Artistic lamp shades 
made of silk, parchment, &c.. and hand painted so as to match 
vases that have been adapted for table lamps and to harmonise 
with the colour scheme of room decoration are exhibited on a 
number of stands by Miss M. B. Low, the Artistic SHADE Co., 
Messrs. ELLIS, SIMPSON & SAUNDERS, Messrs. S. L. MILLER 
AND Co., Messrs. F. Parks, Lrb., Mr. CHARLES SELZ, and 
Messrs. Louis WorrF & Co., 17р. Messrs. LIVERMORE AND 
Кхїєнт, LTD., have on view ‘ Mystery ” revolving shades 
which are caused to revolve by the hot air that rises from the 
lamp and passes through a metal vane fitted in the top of the 
shade as a sort of horizontal windmill. 


Other exhibits of interest are those of the Evrer-REeaDY 
Co. (Great BRITAIN), Lrp., portable electric lamps, dry cells 
and batteries; ERINOID, Lrp., an artificial horn-like material 
that is said to have good insulating qualities for electrical 
work--and DICTOGRAPH TELEPHONES LTD., a loud-speaking inter- 
office telephone, a special feature of which is that there 18 
no mouthpiece or earpiece to hold. 


The large stand occupied by Messrs. X-Rays, LTD., is well 
worth visiting by those interested in the medical applications 
of X-rays. 


»,, Social Events.—Under the auspices of the Athletic and 
Football Club of the Bradford Corporation Electricity Depart- 
ment, a whist drive and dance took place on February 218 at 
the Textile Hall. . | 

The local staff of the General Electric Co., Ltd., held their 
annua! Ni ов and fancy-dress dance at the Heaton 
Assembly Rooms; Newcastle-on-Tyne, on Friday last, The 
company numbered over 200. 
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THE. ELECTRICAL CONTRACTORS’ 
| ASSOCIATION · (INC.). _ 


COMING-OF-AGE DINNER. 


Ox Monday last the Electrical Contractors’ Association (In- 
corporated). together with tne alhed N.t.C.1.À., Ltd., and 
the National Federated LHlectrical Association, held its 
" Coming-of-Age ° dinner at the Hotel Cecil, February Ist 
being the 215. anniversary of the meeting at which it was 
оеша to form the Association, as reportea in the BLECIRICAL 
Review of February th, 1901. Mr. J. Orringe (president) 
occupied the chair, and there was a good attendance of mem- 
bers and guests, the latter including Mr. C. H. Wordinghain, 
О.Ь.Е. (past-president 1.B.t.), Mr. Councillor E. C. Ran- 
sume, J.Y. (president E.D.A.), Mr Ll. B. Atkinson (director 
C.M.A., and past-president l.m.1.), Mr. J. Macgregor (chair- 
шап C.M.A.), Mr. H. Boden How (chairman E. W.F.), Mr. 
Н. G. Purchase, M.P., Mr. D. N. Dunlop (director 
В.Б.А.М.А.), Mr. J. w. Beauchamp (director E..D.A.), Mr. 
b. В. O. Hawes (hon. sec. E.L.B.I.), Mr. A. G. Beaver (hon. 
secretary E. W.F.), Mr. А. H. Dykes (hon. secretary Assn. 
Cons. Engrs.), Mr. J. T. Holmes (vice-president A. M.A.), 
Mr. E. S. New (secretary A. M.A.), Mr, J. Gaster (secretary 
lil. Eng. Society), Mr. L. G. Tate (secretary), and many other 
well-Enown electrical inen. 

After the loval toast Mr. J. Macgregor proposed '' The 
Allied Association and Honorary Oficials,” congratulating the 
Association on attaining its majority, and remarking that it 
was good for the members of an industry to be associated, 
and to enter into close relations with other associations. By 
following that method they were now in a position to mam- 
tain the electrical business of this country and to overcome 
foreign competition. 

The PRESIDENT, responding. said the first meeting was 
called together by Mr. Н. Alabzster, of the ELECTRICAL REVIEW, 
and was held in February, 19601, at Anderton's Hotel, Fleet 
Street, Mr. Alabaster presiding. Contractors from all parts were 
present. and a provisional committee was formed. In May 
the National Electrical Contractors! Association was duly con- 
stituted at a ineeting over which Mr. H. Bland presided, and 
Mr. Thos. Guthrie was appointed hon. secretary. In January, 
IW, Mr. W. R. Rawlings was elected the first president, 
and in September, 1904, the Association was incorporated. 
Mr. Orringe read a letter from Mr. Alabaster (who was in 
the South of France) conveying his good wishes, and added 
that evidently Mr. Alabaster moved in the right direction, as 
shown by their presence that night. He held that every con- 
tractor should be a member of the Incorporated and Allied 
Assoclations, whose affairs were in the hands of reason- 
ahle men. who could look at matters from the point of view 
of the manufacturers, electricity supply authorities, and con- 
sumers, as well as their own. He would welcome the day 
when every manufacturer was a member of his own associa- 
tion; the closer they could get together the better. There 
was а spirit of co-operation abroad; the contractors were out 
to support the British. manufacturer, and recognised their 
responsibilities. They were on good terms with the I.M.E.A., 
whose president (Mr. S. T. Allen) unfortunately was pre- 
vented from attending, but sent a message of goodwill. There 
were 750 contractor members of the Association; he claimed 
that they represented the cream of the contracting industry, 
and were in a good position to push forward the development 
of the industry. The contractors realised that it was for 
them to open showrooms and promote sales for manufac- 
turers; they had not done all that they might have done in 


the past, but they were going to push sales effectively. The. 


E.D.A. was doing a great work, and. was worthy of support. 

Mr. T. E. ALGER proposed ''The Guests (I.E.E. and 
kindred  Associations),". complimenting the I.E.E. оп its 
jubilee, Royal Charter, and roll of 10,000 members, on which 
every contractor should put his name. If contractors had been 
slow to recognise their responsibilities they were now awake 
to them. | | 

Mr. C. H. WonDINGHAM responded, advocating closer union 
between the contractors and the I.E.E. Members of the 
E.C.A. had done splendid work on the Institution com- 
mittee. The revision of the I.E.E. Wiring Rules. was 
in progress. and they looked to. the. contractors for 
assistance, as no one knew better than they what was 
wanted. Standardisation of fittings, &c., was also very 
necessary. but the standards put forward so far had not been 
largely adopted: -As bulk supply became more general supply 


engineers would be able to pav more attention to the distri- 


bution side of their undertakings; they should work hand- 
in-hand with the manufacturers and contractors, organise 
demonstrations of electrical appliances and hire out appara- 
tus. > Municipal authorities certainly should not sell fittings or 


do wiring, but some way should be found to enable a con- . 


emer to acquire apparatus by hire-purchase. This might be 
done through contractors, who also should have a share in 
the showrooms. $0 that apparatus exhibitéd could be sold. 


on the spot. E.D.A. would be of great assistance in this 
Я р а r cal " 


connection. i | | 

Mr. CovxciLLog Raxsomr also responded, claiming that the 
multiplication of associations in recent- years made for the good 
of the industries concerned, as well as that of the public.’ 


There was a tendency to superimpose on individual adver- 
tising а general advertising propaganda for the whole in- 
dustry; b.D.A. was doing this, and had already materially 
assisted in the development of the industry.. 

Mr. R. Rosson proposed '' The Electrical Trades Benevolent 
Institution," which he said was well advertised in London, but 
not in the provinces; more local advisory committees should ` 
be formed, and everyone in the electrical trades should 
become a member. 

In the absence, through illness, of Mr. Fletcher (the chair- 
man), Mr. Е, В. О. Hawes (hon. secretary) responded, ex- 
pressing gratitude for the great help given by members of the 
E.C.A. He emphasised the importance of obtaining a large 
number of members, and urged contractors to become mem- 
bers in order to set a good example to their staffs. Last year 
the membership was increased by 60 per cent. by the efforts 
of the local committees. 

Mr. W. A. SHAW proposed ‘‘ The Chairman " in a гасу 
speech, pointing out that the president had to devote the 
greater part of his time to the affairs of the Association. 

Mr. ORRINGE, responding, said he had been in office ever 
since he joined the Association, and it was a real pleasure 
to him to serve electrical contractors, whether members or 
not. - 
A sweepstake set on foot by Мг. · Robson brought in 
£15 5s. for the E.T.B.I., and a golden sovereign provided 
by Mr. Taylor was put up for auction by Mr. W. Riggs, the 
Ша realised for the fund, including the sweepstake, being 

50. poe HG s 

An excellent musical entertainment, under the direction of 
Mr. E. L. Halford. F.R.C.O., was performed by Miss E. 
Clifford, Mr. J: Humphries, and Mr. A. Nicholls, and the 
proceedings in all respects were thoroughly enjoyable. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


German Grip on Swiss Industry. 


In your issue of February. 3rd, you published an article 
entitled " German Grip on Swiss Industry." You are doubt- 
less aware that a similar article was published by The Times 
which, however, was rectified on February 3rd, as per en- 
closed copy. | 

Under these circumstances I should feel extremely obliged 
if you could see your way, 1n vour next issue, to publish a 
statement correcting the inaccurate information conveyed by 
your article. 

You will allow me to point out that Messrs. Sulzer & Co., 
of Winterthur, who are and always have been a Swiss firin, 
have kept entirely free from any foreign. influence whatso- 
ever: the capital is in Swiss hands, and Swiss money is in- 
vested in its many foreign branches. 

As to the general statement that Swiss industry is being 
absorbed by the German " Holding " syndicates, I beg to 
state that there is no reason whatsoever for such an asser- 
tion, and that neither can it be upheld that there is a Ger- 
man grip on Swiss industry. 

I should feel it a great favour if you could bring this to 
the notice of your readers. 

| Henri Martin. 
; ` Conseiller de Legation et Attaché Commercial. 
London, | | 
February 22nd, 1922. 


[The report referred to was reproduced, with credit, from 
The Times. The second dispatch from The Times Geneva 
correspondent, rectifving the statements in the first, was 
published in the ExuectricaL Review for February 10th, p. 
196.—Eps. Erec. Rev.] 


Rural Electrical Installations. 


The proposal made by Mr. J. M. C. Field in his article 
in the ExvectricaL Review, of February 10th, 1922, entitled 
“ Electricity for the Country Dweller,” amounts to a limited 
co-operative scheme. The idea is not new, and it was in pro- 
cess of formation when the war commenced in 1914. The 
idea as evolved by the writer at that time went further 
than the indications given by Mr. Field in that the ulti- 
mate burden of costs, both capital and running, would be 
borne in direct proportion to the demand by anyone who 
cared to take current, thus making the scheme an unlimited 
co-operation, and entirely self-supporting. 

The suggestion that profit should not be made does not 
appear to be good. Certainly sinking or reserve funds or 
both should he: formed, even if no further cost he reckoned 
to allow for dividend. Dividends might easily be dispensed 
with, especially with the small capital involved, but the 
whole costs ought to be shown, even if written off by counter- 
balances, . | | к о. wv. 3 
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The chauffeurs now usually to be found in our rural districts 
are the men to compensate with free light for their efforts in 
connection with the scheme, and with these men, intelligent 
and trained to engine work, relays for continuity of service 
could easily be arranged. The village schoolmaster .will 
make an excellent secretary on the same basis. | 

The great object to be kept in view is to secure the interest 
of the villagers themselves. A judicious canvass, showing 
how much advantage could be obtained, even for the money 
at present spent on the primitive forms of lighting, would be 
sure to have a good effect. е 

There would not be any real difficulty in providing for 
the wiring of the smaller houses and charging-up the capital 
in the cost of energy. With the correct allocation of the 
various costs the burden could easily be made equitable to 
everyone concerned, and every additional consumer would 
reduce the average cost to each. Meters are out of the ques- 
tion. Limit switches are essential, the limit suggested being 
about 95 per cent. of the installation. Exceptional cases 
can be decided by the committee of management. 

Let not the available water supplies be overlooked, especi- 
allv for the day-load power services, of which there are many. 

The development of the scheme is easier for a small town 
than for a village. because of the closer proximity of the 
majority of the dwellings. The more paying load will be 
froin. the smaller houses, as their group arrangement permits 
of. shorter mains, and the wiring costs would be less pro rata 
than for the larger houses. 

To make a charge for епегох on the basis of а percentage 
of lamps or appliances installed is the most equitable solution 


of the problem of paying the costs. - É 
T. A. Locke. 
Winchester. 


February 13th, 1922. 
[Abbreviated.—Ebps. Etec. Rev.] 


Deposits on Specifications. 

With reference to Mr. W. Н. Pearce's letter, I fully en- 
dorse his remarks. ‘lhe reason why corporation bodies ask 
for deposits 1s to force the firm applying for the specification 
to quote, but owing to the unknown contents of these speci- 
fications it is very often Impossible for them to do so. 

It is an unwritten Jaw that the firm supplying goods 15 
under an obligation to the firm purchasing, but if the pur- 
chasers make their conditions such that it 1s not worth while 
for the selling firm to quote, then the purchasers are the 
losers. Whenever deposits are required on specifications 
we do not apply for them, and if other firms would take 
the same stand the objectionable practice would soon be dis- 


continued. 
W. F. Higgs, 
Birmingham, Higgs Brothers. 


February 22nd, 1922. 


Mathematicai Miscenceptions. 


I fail to see the proper connection in the article under 
the above heading from the opening pages of the REVIEW 
for February 24th last. To my knowledge nearly every 
teacher of Mathematics tells us that ‘‘ It would be very in- 
teresting to plot the curve, and note the general shape." They 
go on to say '' in dealing with problems on maxima or minima 
we could get the result from actually plotting the curve and 
so a knowledge of the differential calculus would be unneces- 
sary, but that plotting the curve is a laborious process and 
time can be saved by differentiating." But the same teacher 


tells us, '' that to test for a maxima or a minima, when the re-, 


suit has been obtained by differentiating, we take the second 
differential, &c., &c.," and to impress on us how the appli- 
cation of dy/dx? tests for maxima or minima we have to 
plot the curve, plot dy/dr, and plot d’?y/dz’, for only in this 
way can we get a true idea of the problem. Hence plotting 
the curve (which, shows the “no material change ") is 
adopted. 
. Plummer, 
London, Student 3rd year Mathematics. 
February 25th, 1022. | 

| We fear we are '' not young enough to know everything,” 
and unlike our correspondent, we have not had the advan- 
tage of studying the methods of ‘‘ nearly every teacher of 
Mathematics "; we are glad to learn that Prof. Perry's 
ndvice is followed so very widely.—Evs. Erec Rev.] 


A Combination Fan and Heater. 

Further to the letter of Mr. 1. О. Mever in the “ Corres- 
poudence " ecolunins of this week's issue, under the title © A 
Combination Кап and Heater." wherein he states that Mr. V. 
Gillgan has obtained a provisional patent for a device which 
combines an electric fan and heater, I may mention that 
T was granted a natent on August 18th. 1921, specification No. 
167.702 for “ A Variable Hot and Cold Radial Direction Elec- 
trie Air Diffuser," which is a combination of a fan and 
heater. 

The most nnportant claim is its advantage in diffusing the 
air in any desired radial direction, the attainment of which 


is derived by means of detachable conical vanes, and is ap- 
plicable when requiring either medium heat, hot or cold air. 

Another important feature is that the air displacement is 
of a soft diffused nature, so distinct from the present-day 


type of fan. 
H. Ashdown. 
London, 
- February 25th, 1929. 


Eiectrically Heated Oil Filters. 


In reply to * Filter," the following is a description of an 
electrically-heated oil filter which we have fitted up for dealing 
with the oil for Diesel engines and from which we get very 
good results. zon? 

The oil from the Diesel beds is first pumped to a settling 
tank 12 to 14 feet above the engine-room floor level; the out- 
let from this tank is taken 4 in. from the top and brought 
straight down to the filter proper. It is best to make a visible 
discharge by means of a tap and funnel half-way down this 
pipe; it also simplifies cleaning-out operations. 

The filter proper consists of a circular tank 14 in. diameter 
x 3 ft. high, which has an outlet tap 10 in. from the bottom 
and another 12 in. froin the bottom; this tank is on a circular 
rim or stand, inside which are five 500-watt Belling bars 
connected to three switches giving any combination from one 
to five bars. T | 

The pipe from the top settling tank goes inside the filter 
tank to the bottom and is L-shaped, having & number of 
3/16-in. holes drilled along the base of the L. The filter is 
filled to the level of the first tap with water, which is brought 
to a temperature of about 200 deg. F., and the oil from the 
settling tank is admitted. An overflow pipe from the filter 
is taken from about 2 in. from the top to a final settling tank, 
about the same size as the filter, but set at a lower level; on 
entering the final settling tank the oil passes through a 
canvas bag which collects any impurities still left. 

The idea of the two taps on the filter is that the one JO in. 
up allows of the water level being maintained, and the 
second 12 in. up allows the draining-off of sludge which collects 
on the top of the water after the oil has passed through it 
from the Т, pipe. 

[ find that after the water and oil in the filter have been 
brought up to working temperature, one or two bars are 
sufficient to maintain the heat, according to the quantity of 
oll passing through. 

E. J. 


February 22nd. 1922. 


In reply to '' Filter's " inquiry for an electrical heater for 
an oll filter, the writer has had a home-made heater in use 
for some years with good results, which may interest him. 
lt is only applicable to small and medium-size filters, and in 
this case is working on a " Wells " No. 3 filter. It consists of 
an ordinary carbon lamp inserted sideways in the top of the 
clean oil compartment so as to just clear the middle (or fil- 
tering compartment) when the latter is placed in position. A 
16-с.р. lamp is able to heat up the full quantity of dirty oil 
that can be placed in the filtering compartment sufficiently 
to pass it through both pads in about three hours. 

It would appear at first sight that the heat from a lamp 
would be insufficient, but owing to the position in which it 
is placed it is quite able to do all that is needed. The appli- 
cation of local heat also lengthens the life of the filtering 
pads, as quite a lot of sediment is thereby deposited in the 
fillering compartment which would otherwise pass into the 
pads. 

An overflow pipe is fitted to prevent the level of the filtered 
oil rising dangerously near the lamp, and the arrangement 
is thus quite safe. 

Electrical heating has one very decided advantage in that 
it enables the filter to be located in the cleanest available 
position without reference to the position. of steam or exhaust 
pipes. It is surprising that filter manufacturers have ap- 
parently forgotten electricity as a heating agent, and vet 
there is no doubt that an electrically-heated filter would 
meet a long-felt want. | | | 

S. A. Hooper. 

Carlow, 

February 23rd, 1922. 


With reference to ‘ Filter's ” inquiry in your correspondence 
eolumns of the 17th instant, I also have been very interested 
in this problem: recently, and have been pleased to find that 
Messrs. Chadburns, of Bootle, have in use with their portable 
De lI aval oil purifier (which. at the present moment, seems to 
be the only clean practical method of dealing with the purifi- 
cation of oils on the spot where the oil is to be used) a very 
effective heater. This is particularly shown in the illustration : 
reproduced in your issue of September 16th last. 

I have recently been handling one of these portable outfits. 
which was built in America. The oil to be dealt with 18° 
drawn from tanks by means of a pump on the outfit and 
pumped through an electric heater on its wav to the purifier. : 
This heater takes the form of immersion elements installed 
in the pine circuit. The loading is up to 6 kilowatts, regu- 
lated in three steps. When the purifier is passing 300 gallons: 
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of oil per hour it is necessary to have the full heat on to raise 
the temperature of the oil from atmospheric to 130 degrees 
Fahrenheit. The design of the heater is very practical, but 
this is being improved upon in several ways, one of the most 
important being that in future it will be constructed entirely 
in this country. 

I shall be pleased to supply any further information of my 
own experience, and I am sure Messrs. Chadburn will put 
al] their data before anyone interested who cares to apply to 
them. 

М. М. Prangnell. 

Newcastle-upon-Tyne. 

February 20th, 1922. 


[Messrs. George Nobbs, Ltd., The Jackson Electric Stove 
Co.. Ltd., Messrs. Jeffcock & Parsons, Ltd., and The Dowsing 
Radiant-Heat Co., Ltd., inform us that they supply elec- 
trical heaters for oil filters —Eps. ELec. REv.] | 


The Fetish of the Quick-make and Quick-break Switch. 


The letter fron Mr. C. W. Denny, re '' Quick-make ” and 
" Quick-break ” switches in your issue of the 24th February, 
is of much interest. The catch-phrase "' quick-make " has 
become so prevalent that the real meaning and value of the 
"quick-make ” is often lost sight of. The value, it seems 
to us, lies in the fact that the "' make " is independent. In 
ether words, the control is taken out of the hands of the 
operator. This may not be of much importance іп «mall 
tumbler switches, but the effect is quickly seen in the larger 
eapacity switches (10, 15, or 25 amps., 220 volts) when placed 
in the hands of, say, a small child. 

It is as likely as not that a child would use the radiator 
control switeh, or the fire switch, as anyone else, when in- 
stalled in the home. Naturally the '' independent make ” is 
not of such importance where the switch receives skilled 
attention. 

Generally speaking, it may be a great weakness to rely en- 
tirely upon the spring to carry the contact blades home, and 
in larger sizes would be very bad practice. Mr. Denny as- 
sumes that all '' quick-make " switches have this inherent 
defect. We would like to mention that we, some time ago, 
placed on the market a switch which combines both the '' in- 
denendent make " and the “ positive make.” 

It has so far only been made in one pattern. which is 
suitable for fires, &e. We now have many thousands in every- 
dav use and they have proved most successful. We should be 
very pleased to send Mr. Denny a sample of this switch, 
should he wish to see one. 

Summing up—it seems to us that the '* independent make ” 
is very desirable for the larger-size switches, particularly 
those in domestic use (such as radiator control switches, fire 
switches. &c.). At the same time, dependence should not 
he placed upon the spring alone for driving the contact blades 
home. Tt ів essential that these be positively forced into 
the contacts, quite apart from the action of the spring. 


C. L. Arnold. 
Toudon. ° 
February 2th, 1929. 


Your correspondent. Mr. C. W. Denny, is too sweeping in 
his statements, when he says: ''the contacts on the blades 
of switch must be exceedingly light and necessarilv weak to 
enable the small spring as used in the toggle mechanism to 
rapidly withdraw the contacts when breaking. and rapidly 
insert the contacts when makine.” Such criticism applies 
aiv to an automatic fly-off mechanism. 

Mr. Denny may have had trouble with some form of 
" quick-make ” switch, but need not set out to damn each 
and every design. I have to plead guilty to being the 
originator of quick-make switches. and of these have sold 
quite a large quantity; incidentally, too, I introduced the 
nd of mounting switches on rods insulated with mica 
tube, 

The spring of any switch should not he called on to extend 
more than 15 per cent. of its length; if. as in some cases, a 
sping ік stretched to double its length, its life cannot be 
long. and such a design of switeh would necessitate the licht 
or unsatisfactory contacts of which your corresnondent writes. 
In order to satisfy vou. Mr. Editor, I am posting samples of 
mv registered “ U ” clin. such as we use on all our “ quick- 
make" switches; probably you will admit it. to be the most 
satisfactory clip vou have seen. and one not at all likely to 
work Inose. If Mr. Denny had to open-circuit on, sav, a. three- 
pole 500-amp. switch. he would not again write of the “ small 
spring used to withdraw '': as a matter of fact. the spring 
(о not do anv work until the human element has almost 
withdrawn the blade, then the spring finishes the movement, 
much more quickly than the hand can. As to the making. 
well. we have no trouble in obtaining а spring movement 
which assures complete and full contact. 

Tn the middle of the vresent morth we received from a 
Liverpool client an order for '' snare clips ?'; we at once wrote 
asking what work the ewitches (50-amp. single-pole I.C.) were 
dong for we do not like orders for spare parts; we do not 
even list them. Our client wrote us: '' On some days the 
witches operate more than а thousand times in the dav, and 
the replacements are due to wear and tear." I’m enclosing the 


actual letter for the Editor's perusal. It is an unsought testi- 
monial as to the advantages of '' quick make." 

I cannot imagine any sane person arguing that, provided 
the contact be sufficiently good, a slow make 1s as satisfactory 
as a quick make. 

I know of one much advertised '' quick make and break ”’ 
switch which has neither the one nor the other; if any part 
be quick, it 18 just the very middle of the movement and 
when the blade is not near to the contacts; that switch ought 
to suit your correspondent. DNE 

H. W. Cox, ; 

Nottingham, The Cantie Switch Co., Ltd. 

February lTth, 1922. 


[The sample clips are certainly excellent.—Ebps., ELEC. REv.] 


The *' Leader " Cable. 


The letter of Mr. Edward Raymond-Barker in your issue 
of February ‘Ath recalls his epoch-making experiments of 
1905-1906 with his two-tone transmitter. In the minds of 
those who remember those researches, there can be no doubt 
of the importance of the advance he made towards achieving 
inductive signalling through submarine cables. Sa far as can 
be remembered, the first account of this work of his appeared 
in The Times Engineering Supplement in January, 1906. On 
January 24th, 1006, Mr. Raymond-Barker wrote a letter to 
that journal, giving some details of his results. It was fol- 
lowed by one from Mr. Edward Stallibrass relating to signal- 
ling over land-lines with the Cardew vibrating transmitter. 
The correspondence arose from an earlier reference to Signor 
Magini's experiments on vibratory transmission. 

If the history of the development during the war of in- 
ductive signalling to give direction to vessels is ever written, 
we may find that Germany was the first to use a submarine 
cable for this purpose, and that the Admiralty captured the 
notion from the enemy, and subsequently adopted it. In any 
case, it will be well to suspend judgment upon war-use of 
a © Leader " cable until evidence 1s available from both sides 
of the North Sea. 

Mr. Raymond-Barker refers to а curious coincidence with 
respect to the “ Leader’’ cable and Havre. A still more 
curious coincidence is that side bv side with his letter in the 
Supplement of January 24th, 1906, is a long review of a book 
by one Leader. 

Rollo Appleyard. 

London, | 

February Lth, 1922. 


Proposed Emigration—New Zealand. 


In the issue of the ELectricaL REVIEW, dated February 24th, 
I notice a very glowing account of New Zealand, and ac- 
cording to Mr. Allan it may in time rival this country as a 
manufacturing centre. J am afraid, owing to my antiquity 
(40). the future of New Zealand does not interest me, and T 
would prefer concrete information as regards present-day 
prospects for. say. administrative engineers. 

A man of the " assistant engineer '" category must obtain 
a remunerative position first before he can appreciate the 
beauties of any country. · | 

I do not know exactly what is meant by a '' skilled electric 
worker." I am, of course, a jolly hard worker, but could not 
call myself a skilled artisan, and if the latter 1s intended I 
may as well delete New Zealand as a possible home. 


Mechanical Engineer. 


London, 
February 27th, 1922. 


The Jubilee of the Institution of Electrical Engineers. 


Those of us who think. those of us who have ambition, 
must have felt verv fully the pleasure of the opportunity for 
hero-worship which the Jubilee of the Institution of Elec- 
trical Engineers afforded. The innate desire to hero-worship 
is to some degree developed in us all, and yesterday we were 
actually walking with, talking to, and touching the giants 
of the past. We were called to their feast to gather the 
crumbs which their loaded board dropped, to listen to the 
telling of their feats, to hear the roar of their voices. We 
pigmies quaked at their every movement, and wondered if 
we were capable of even brushing, let alone wearing, their. 
mantles which will fall upon us. What perhaps struck one 
more than anything else was the glorious freedom with 
which the giants could be approached. There was no '" Fe, 
Fi. Fo, Fum " about them at all; they were just themselves. 

Our Institution should indeed be proud and glad of this 
great freedom which more than ever emphasises the remark 
of one of the greatest giants—Colonel Crompton—that іп the 
old days it was the team work to which they owed their 
success. Going home along the Embankment, I heard the 
following remark made by one of two men in front of me: 
“What a great thing it is," he said, “that at the Institu- 
tion of Electrical Engineers the greatest even of the great 
men who have made it what it is. who have made the in- 
dustry what it is, can be approached, and spoken to bv the 
humblest member." This is indeed a great thing. and we 
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can only hope that ав the Institution grows, as it is now 

growing, this great feeling of fellowship, this great freedom 

from all ' side " or conceit will for ever remain. It is the 

keynote of the success of the Institution. 

C. Mancha Bennett. 

Wood Lane Works, 
February 27th, 1999. 


. All members of our Institution are feeling very proud 
just now; our 50 years’ celebration, with its most interesting 
features, our 10,000 membership roll, and our Royal Charter, 
certainly entitle us to swell with pride, but still, let us never 
be content whilst there are possibilities of improvement. 

On this ground I venture to express the opinion that it is 
regrettable, now we are again in possession of our Embank- 
ment House, that we find the illumination of the lecture hall 
open to severe criticiem. 

When the lighting was originally installed, under the advice 
of Messrs. Handcock & Dykes, conditions were different; the 
balf-watt (inert gasfilled) lamp had not arrived at a com- 
mercial stage, and the Illuminating Engineering Society, 
founded by our greatly-esteemed past-president, Dr. Silvanus 
Thompson (‘ the Doctor ”), was still unborn. d 

The intense illumination of the white coves and the very 
dull appearance of the matt-surfaced panelling make the hail 
unpleasant to be in after dark. Mu 

The illumination of our building. seeing that so many of 
our members are professionally interested in electric lighting, 
should be a lesson in good electric illurnination, both to mem- 
bers and to visitors. 

The illumination of the hall of the Society of Arts must be 
revised when that Society rebuilds, as it shortly will, its 
famous home; the lecture hall of the Royal Institution 
possesses no dimmers. Let us hope the managers of neither 
Society will come to our lecture hall for inspiration for 
improvement. ies i 

Funds are not lacking for improvement in illumination 


methods in our really fine home, and I suggest the immediate 


formation óf a small committee of illumination experts, em- 
powered to investigate and charged to make recommendations 
to our Council in sufficient time for the alterations to be 
made before next autumn. ` 
Jnstus Eck, M.I.E.E. 


London, 
February 25th, 1929. 


Automatic Telephone Exchanges. 


With your permission, we should like to геру to the letter 
on " Automatic Telephone Exchanges," which appears in 
your issue of February 24th. 

Mr. Garbett cannot have read the description of our instal- 
lation very carefully, or he would have noticed the feature 
which makes the system unique (your editorial foot-note 
makes clear this point). 

The installation of automatic telephones for purely inter. 
departmental work is not new in the newspaper world. We 
think we are right in saying that several offices were equipped 
with such systems prior to October, 1919. - n 

Mr. Garbett says he is “ not aware that the connection of 
the antomatic to the Post Office Exchange is the boon that 
it would at first appear." Well, sirs, we use the connection, 
and are quite sure that the benefit is very great. 

Before deciding to adopt the svstem, we made careful 
observation of the traffic conditions on our G.P.O. and inter- 
communication lines, and made provision for allowing im- 
portant members of the staff to have external and internal 
telephone facilities, at one and the same time, by providing 
two instruments in these cases. This prevents any loss of 
time in heads of departments communicating with subordi- 
nates, when external calls make this necessary. time being 
as valuable in this office, as in the office in which Mr. Gar- 


bett is employed. 
E Robt. A. Lambert. 
Works Superintendent, 


for С. T. Tinling & Co., Ltd. 


Liverpool, 
February 90th, 1922, 


M — ФА M M M — tQ MÀ M €— ——À—— MÀ € me 


BUSINESS NOTES. 


Bankruptcy Proceedings.—CHARLES GODOLPHIN BENNETT, 
engineer and agent, 66, Mark Lane, E.C.—This debtor 
attended on February 22nd before Mr. Registrar Hope at the 
London Bankruptcy Court for public examination upon ac- 
counts showing total liabilities £2,133 and a deficieney of 
£1,174. In the course of his evidence, the debtor stated that 
in March, 1916, he was approached by a gentleman in relation 
to electrical businesses, and particularly the manufacture of 
switch holders. The gentleman was experimenting in those 
articles, and wanted witness to finance him. Accordingly he 
looked into the matter, and eventually spent £9,000 in experi- 
menting and in part payment of some 50 gross of switches 
which he ordered to be manufactured. In order to complete 
the payment for them he again approached his brother (who 
had previously financed him), but the latter, owing to losses 
made in Russia, could not give him further assistance, and 
eventually these bankruptcy proceedings were instituted by a 
creditor. All the orders for the switches were placed by wit- 
ness, and there was now owing £620 to various firms who sup- 
phed them. The Official Receiver asked the debtor how he 
came to be interested in this business seeing that he was not 
an electrical engineer. The witness: No, but I know more 
about it than a good many electrical engineers. Debtor stated 
in reply to further questions that his creditors had accepted 
an offer of a composition of 7s. Gd. in the £, and the Court 
would in due course be asked to approve the arrangement. 
The examination was concluded. | | 

ARTHUR COURTENAY INCE, trading as the Newcastle Electrical 
Engineering Co., lately trading in partnership with another per- 
son as the Tyne Electrical Industries, 21, Fenkle Street, New- 
castle-on-Tyne. electrical contractor.—The first meeting of 
creditors was held on February 22nd at Newcastle-on-Tyne. 
The statement of affairs showed liabilities of £413, against 
assets of £170. The Official Receiver stated that there were 
several matters to be inquired into, and he suggested that they 
should remain over until debtor's public examination on the 
following day. He proposed to ask for an adjournment of the 
examination. The creditors decided to adopt this course: 

Tuomas Scott and JAMES CAMPBELL, trading as T. Scott and 
Co., 42, Handvside's Arcade, Percy Street, Newcastle-on-Tvne. 
wholesale electrical suppliers.—The first meeting of creditors 
was held on February 216% at the Official Receiver’s Office, 4, 
Northumberland Street, Newcastle-on-Tyne. It appeared that 
debtors commenced business in March, 1920, with £260 capital, 
each debtor providing #50, while £100 was borrowed. Camp- 
bell managed the business, while Scott. who was in a situation, 
assisted with the book-keeping. The statement of affairs 
showed liabilities of 21.179, while the assets were estimated to 
realise £402, or a deficiency of £776. In August last a writ 
for £66 was served on debtors, and paid; in December execu- 
tions for £73, £20 and £10 were levied and paid. A further 
execution levied on January 27th last was the immediate cause 


of failure. Books of account were kept. The creditors de- 
cided to appoint Mr. Wm. Brittain, I.A., of 15, Pilgrim Street, 
Newcastle-on-Tyne, as trustee, witha committee of Inspection. 
The following are creditors :— 


£ £ 
B.T.T. Electric Lamp Со."  .. 55 Gledson, J., & Co. T та 239 
Campbell, T. m Si S. 10 Jeary Electric Co., Ltd. ... .. 16 
Campbell, J. W. .. 0 Lee, A., & Co. "a bes S 24 
Collins, L.  ... . 40 North of England Engineering & 
Collins, №. ... - $us . = Electrical Manufacturing Co. 13 
City Electric Co. ... ‘ay .. 193° M«tropolitan-Vickers Electric Co., 
Fuller's United Electric Works, Ltd. КН РЕ ag» vu 
Ltd. abe ds iss .. 39 Stella Lamp Co., Ltd. ... .. 88 
Foster Engineering Co. ... .. 28 Stentophone Co. — ... vex e. 24 
Favell, J. d. & Co. Р .. 40 Rodgers, —. Е bs e. 30 
General Electric Co. ns .. 49 Liddell, —. ... "T 20 


The publie examination of these debtors was held on Feb- 
ruary Jird at the County Court, Newcastle-on-Tyne. Ques- 
tioned by the Official Receiver, debtor Campbell said he was m 
the Army between September, 1914, and June, 1919, when he 
returned to his situation as an electrical engineer until March, 
19290. He was then joined by Scott, and they traded at their 
present address ae wholesale electrical suppliers. They became 
aware of their position about July, 1921, but continued 
trading in the hope that business would improve. The 
examination was adjourned to be closed. ` А mE 

W. H. S. Warp, electrical engineer, 56, High Street, Acton. 
—Trustee (Mr. T. Gourlay, Official Receiver, 29, Russell 
Square, W.C.) released February 2nd, 1922. . . бот 

W. BtrNNETT, electrical contractor, Back Sitwell Street, 
Derby.—Iast day for proofs for dividend, March 17. 
Trustee: Mr. Е. W. Humphreys, Official Receiver, 4, Castle 
Place, Nottingham. | EE. E 

A. T. WirLLiAMs апа W. T. Bevan (Electrical and General 
Engineering Co.), electrical engineers, 49, Commercial Street, 
Aberdare,—Receiving order made February 2156 on creditors’ 
petition. TP. | 

R. C. Jones (Elect Ma Engineering 'Co.). 10.: Cale- 
donia Street, King's Cross, W.C.—Trustee (Mr. D. Williams. 
Official Receiver, Carey Street, W.C.) released January 23rd, 
1922. . | | | 

T. Davison (Radio Technical College), 30. Falkner Street, 
Liverpool.—First meeting March 3rd, at the Official Receiver's 
office, Liverpool; public examination. March 13th, at the Court 
House, Liverpool. | 

R. Н. Ілрокыи, (Liddell & McInnes), electrical engineer. 4. 
The Crescent, Carlisle.—Receiving order made February 218 
on debtor's own petition. ! 

A. LonD, electrical contractor. 33, Westgate, Burnley.— 
Trustee (Mr. C. H. Plant, 13, Winckley Street, Preston) re- 
leased January 30th, 1922. e 

.W. Hepcecox, electrical engineer, 191, Salop Street. Wol- 
verhampton.— Trustee (Mr. S. W. Page), 30. Lichfield Street. 
Wolverhampton) released. January 30th, 1922. AE 
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Company. Liquidations,.—OLbHa4M, ASHTON & HYDE ELECTRIC 
TraMWay Co., L'Tb.—According to the financial Press, a final 
distribution of 6s. 7jd. per share is about to be made in 
respect of the surplus assets. 

ELECTRICAL & ENGINEERING DEVELOPMENT, LTD.—Meeting 
March 24th, at 1-3, Shelgate Road, Battersea, S.W.. to hear 
an account of the winding-up from the liquidator, Mr. D. J. 
Longden. 

STONEYCROFT ELECTRICAL WORKS, Ltp.—Meeting March 27th, 
at 20. North John Street, Liverpool, to hear an account of the 
winding-up from the liquidator, Mr. E. Chetter. 

WAKELINS, Ltp.—Winding up voluntarily. Liquidator: Mr. 
P. J.. Goodchild, 16, lokenhouse Yard, E.C. Meeting of 
creditors, March 8th, at 7, Tottenham Street, Tottenham 
Court Road, W.1 

CASCOLL ENG INEFRING бе. 
Liquidator: Мг. H. F. White. 

ALBY UNITED CARBIDE Factories, |ap.—A_ petition for the 
winding up has been presented by the company to the High 
Court, and will be heard in London on March 7th. 


Dissolution of Partnership.—SkIDMORE Bros. & Co., elec- 
trical engineers and contractors, Wombwell, Barnsley. —This 
partnership has been dissolved. Debts will be attended to by 
Messrs. O. & J. H. Skidinore, who will continue the business 
under the same stvle and at the sume address. 


Ltp.—Winding up voluntarily. 


Private Arrangement.—GROVER, SMITH & WILLIS, elec- 
trical and mechanical engineers, Sarum Hill, Basingstoke.— 
A circular bas been Issued in this matter stating that a conter- 
ence of the larger trade creditors has been held, when 16 was 
stated that an offer might be forthcoming for the business at 
à figure sutficient to satisfy the claims of the creditors in full, 
the assets being £2,765, subject to realisation, and the liabili- 
. ties £2,694. The circular further stated: © Unfortunately this 
offer has not been obtained, and at such conference it was 
resolved that in that event the debtors should execute a deed of 
assigninent to Mr, E. H. Hawkins (Messrs. Poppleton, Appleby 
and Hawkins) as trustee, together with a committee of in- 
spection consisting of three of the principal creditors— Brown 
Bros., Ltd., United States Rubber Co., and W. & A. Bates— 
and in accordance with such resolution. the. debtors have now 
assigned their estate to the trustee.” , | 


Meeting of Creditors.—Lawrorp, Ross & WHITE, electrical 


engineers, Glasgow.—At the meeting of creditors held on 
February 24th a small committee was appointed, and it was 
decided that final consideration of matters should be deferred 
for a week. 


Trade Announcements.—Messks. REAVELL & Co., Lro., have 
removed their London office to larger premises at 41, Victoria 
Street, S.W. Telephone number unaltered (5935 Victoria). 
[heir head office remains at Ranelagh Works, Ipswich. 

Мк. Н. E. SMITH bas commenced business as an electrical 
engineer and contractor at 156, Lake Road, Portsmouth, and 
desires to receive catalogues of electrical goods. 

In our *' New Companies Registered ” section to-day we give 
particulars of the FouNpamIoN Co., LTD., which, we under- 
stand, has been formed to carry out contracts for complete 
construction and equipment of public works, railway electrifi- 
cation schemes, generating stations, industrial buildings, е. 
The capital is being privately subscribed in this country, and 
the management staff consists of men who have been asso- 
cated with many inportant public works contracts in the 
United Kingdom and abroad. The company will also have 
dd its disposal the accumulated experience of the Foundation 

af New York, and its subsidiary companies, the Founda- 
ol Co., Ltd., of Canada, and Foundations, Constructions Tra- 
vaux Publics in France. The registered oftices are at Windsor 
House, Kingsway, W.C.2, and the directors are: Mr. A. W. 
Tait, C.B.E. (chairman), Col. Fred. W. Abbot, Sir Charles 
Davidson, Mr. John W. Coty, Mr. Franklin Remington, and 
Mr. Walter Rutherford; secretary, Mr. R. Ргшие. 

Several weeks ago the ELkcTRiC & Raipway Finance Cok- 
PORATION, LTD., was formed with a capital of £500,000 to carry 
out important electrical developments at home and abroad. 
Mr. F. Dudley Docker and Sir E. E. Pearson were among 
the directors, and the offices are at 4, Central Buildings, 
Westminster, S.W. 


Catalogues and Lists.—Mrssnus. Terkcock & Parsoxs, LTD., 
150, Piccadilly, W.1.—An illustrated booklet, " The Science of 
Dil Filtration,” dealing with Fox's oil filter, "storage · tank, and 
Water separator. 

THE GENERAL ELECTRIC Co., LTD., Magnet House, Kingsway. 
NGC —Leatlet V 2720, giving prices and ilustrations of 


numerous '' Witton-Kramer " portable electric tools, grinders, 
drills, &c. Leaflet L-2713, giving revised catalogue prices of 
" Witton " primary cells. . . 

Messrs. FLEMING, BIRKBY & GOODALL, LTD., Liversedge, 


Yorks.—A card advertising '' Elo " insulating varnish. 

B.K.B. Evectric Motors, Lrp., Finsbury Court, Finsbury 
Pavement, E.C.2.—An illustrated descriptive catalogue of d.e. 
motors of small sizes. Priced. 

Messrs. Francis CHAPMAN, Soxs & DrEKES, 47-53, Albion 
House, 59, New Oxford Street, W.C.1.—Two leaflets illus- 
trating and ‘describing i i Jackson 7 patent tilting stool for 
shops or factories. 
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THE Jackson ELEcTRiC Srove Co., Lrp., 143, Sloane Street, 
S.W.1—A new show-card, 12 in. by 19 in. , advertising Jack- 
son electric cookers. 

Messrs. J. A. CRABTREE & Co., Lro., Rushall Street, Walsall. 
—Catalogue of electrical accessories, particularly quick-make 
und quick-break tumbler-switches, from 3 to 15 amperes, in 
a Varlety of patterns and finishes, special switches, bell pushes, 
switch-sockets, switch plates, watertight switches, plugs, and 
sockets, &c. Illustrated and priced. 

Mn. LesLie M. Міснаві, Providence Place, Kilburn, Lon- 
don, N.W.6.—lIllustrated price list of wireless apparatus. 

THE CABLE AccEssoRiES Co., LTD., Britannia Works, Tividale, 
Tipton.—fFine and comprehensive catalogue of 144 pages (No. 
11) containing illustrations and prices of a large variety oí 
" Revo ” electrical specialities, including electric lighting ft- 
tings for industrial and commercial purposes (c.i. Watertight 
fittangs, mining and industrial fittings, cluster fittings, street 
lighting brackets, ships’ fittings, and accessorial parts, &c.). 
The company's beating, switchgear, and fan manufactures are 
now dealt with in separate lists, owing to the growth of 
these depaurtinents. 


Applications for British Trade Marks; аенда is a 
sununary of the recent applications for british trade marks in 
respect of goods and productions connected with the electrical 
trades and. industries : — 

Ray-B-Lld (lettering and design). No. 415,703.. Class 13. 
Gas and electric fittings. (brass). Arthur Ray bould, 5-11, Fleet 
Street Parade, Birmingham. September 21st, TOTNM 

Silvertown. No. 412,793. Class ©. Shunt-wound motors 
and dynamos. February 23rd, 1921. No. 417.065. Class 5. 
Electric cables and conductors. July J9th, 1921. The India 
Rubber, Gutta Percha, and Telegraph, Works Co., Ltd., 106, 
Cannon Street, London, E.C. - 

Varta. No. 416,107. Class 8. Electric accumulators, bat- 
teries, and parts. Accumulatoren Fabrik Gesellschatt, 3, 


Askanische Platz, Berlin, S.W.ll. Germany. June 13th, 
1921. [ 
Ora. No. 421,207; Class 8. Thermionic valves. The Mul- 


lard Radio Valve Co., Ltd., 35a, Claybrook Road, Hammer- 
smith, №. December 7th, 1921. ' 

Amplokon (lettering and design). No. 420,523. Class 13. 
A spark-gap device or intensitier for use with sparking plugs 
of explosion engines. Е. Н. Cardwell, 36, Shaftesbury. 
Avenue, London, W.C. November lith, 1921. 

Sphinx. No. 413, 932. Class 16. Insulating compositions 
of porcelain and earthenware. Тһе Sphinx Manulacturing 
Co., Ltd., 940-2, Bradford Street, Birmingham. September 


Jsth, 1921. 
Befortyn. No. 421,461. Class 18. Electric bell ‘systems. 
The Jeary Electrical Co., Ltd., 8, Lambeth Hill, Queen Vic- 


toria Street, London, E. C. December 13th, 1921. 


Copper and Lead Prices.—Messrs, F. SMITH & Co. еб 
February 2th: Copper (electrolytic) bars, £65, 70s. dec. ; 
ditto ditto sheets, no change; ditto ditto wire rods, £75, £10 
10s. dec.; ditto ditto h.c. wire, lüd., 4d. dec.; Silicium bronze 
wire, 15, "3 d., 44. dec. | 

Messrs. JAMES & SHAKESPEARE report, March Ist: Copper 
bars (best selected), sheet and rods, no change; а pig 
lead, £21 15s., 155. inc. | 


Flood Lighting. —We have received from the General 
Electric Co., Ltd., a сору of booklet I.E. 2,695, on '' G.E.C. 
Floodlights,’ | showing the application of the system to Messrs. 
Selfridge's premises, which we recently illustrated, and to 
Magnet House itself. The services of the Illuminating Engi- 
neering Department of the company are at the disposal of 
engineers and contractors for the purpose of designing similar 
schemes, and copies of the booklet can be had on application. 


Australian Trade Openings.—1t is expected that large 
orders for telegraph and telephone equipment will be placed 
by the Australian Commonwealth Postmaster-General during 
the next few years. There is talk of a loan of 94. million 
pounds for general developments of this description, and 
British manufacturers are being urged to watch the. situation 
closely. | ‚ 


A Works Visit.—On February 18th a party of — of 
the Association of Enyineers-in-Charge visited the Benjamin 
Electric, 14.75, works at Tottenham, where the firm's manu- 
factures und methods were inspected. The party numbered 
over 30, and in addition to an explanatory tour of the works, 

a short lantern lecture was given on “ Industrial үи 
ous " which was much appreciated. : 


Strike at Mayerice.—About 13,000 ТРИ and metal: 
workers have gone on strike at Mayence. The strike of 
Alsatian metal-workers and electricians in Mulhouse, Gueb- 


willer, and Turckheim continues.—Times, February 24th. 


Wagon for Electrical Machinery.—There - has just been 
completed by the North-Eastern Railway Co. at its wagon 
works at York a new 70-ton : bogie trolley wagon specially 
designed for the conveyance of large pieces of electrical ma- 
chinery. This wagon is 57 ft. 6 in. long. the wheel base of 
each bogie is 12 ft., and the м wagon is 8 ft. 10 in. wide. Its 
weight is nearly 39 tons. | 
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Book Notices.—The Municipal Year Book for 1922. Lon- 
don: The Municipal Journal, Ltd. 15s. net.—This volume, as 
usual, contains & vast amount of information respecting muni- 
cipal undertakings and interests. The principal features of the 
last edition have been retained and additional information re- 
specting population, rateable value, area, and rates levied in 
the various administrative counties is given. Financial results 
of electricity, tramway, gas, water, and other undertakings 
are included. "There are in all nineteen sections, one of which 
concerns itself with tramway legislation and accounts, and 
another with electricity supply legislation, dates of transfer 
of orders to companies, undertakings purchased by munici- 
palities, dates of the different Electric Power Supply Acts, and 
annual returns of a large number of undertakings. 

" A.C.E.C. Bulletin," No. 93, January, 1922 (19 pp.).— 
Owing to the occupation of Belgium by the Germans in 1914, 
the Ateliers de Constructions Electriques de Charleroi was 
compelled to suspend the publication of its ‘‘ Bulletin." The 
introduction to this issue states that now reconstruction has 
been practically effected an attempt will be made to regain 
lost time. The articles in the present number include '' The 
A.C.E.C. Before, During, and After the War ’’; '' The Advan- 
tages of the Electric Motor over the Steam Engine”; 
'" Characteristics Which Must be Possessed by Rolling-mill 
ен ”; | Power-factor Correction by Static Condensers,” 

с. 

`* Journal of the Institution of Electrical Engineers." Vol. 
LX. No. 306. February, 1922. London: E. & F. N. Spon, 
Ltd. Price 10s. 6d.—The following papers are published in 
this issue :—'' Induction-type Synchronous Motors," by Mr. L. 
Н. A. Carr; '" Some Notes on the Design of Liquid Rheo- 
stats," by Mr. W. Wilson; ''The Effect of Heat on the Elec- 
tric Strength of Insulating Materials," by Mr. W. S. Flight; 
and '' High-speed Telegraphy," by Lt.-Col. A. С. T. Cusins. 

'" Journal of the American Institute of Electrical Engi- 
neers.” Vol. XLI. February, 1922. No. 2. New York: The 
Institute. $1. 

The March issue of the Official Journal of the Institute 
of Cost and Works Accountants, The Cost Accountant, will be 
a special number, containing a full report of the Costing Con- 
ference held under the chairmanship of the Right Hon. Lord 
Weir of Eastwood. | 

" Principles of Alternating Currents,” by R. R. Lawrence. 
Pp. xiv--432; 121 figs. 20s. net; ‘‘ Protective Relays," by 
У. Н. Todd, pp. xii+274; 244 figs. 198. 6d. net. London; 
McGraw Hill Publishing Co., Ltd. 

'" Kinematograph Studio Technique," by L. C. MacBean. 
Pp. vii--112, 44 figs. London: Sir I. Pitman & Sons, Ltd. 
Price 2s. 6d. net. | 

" Discussion on the Structure of Molecules” (5 рр.). 
London: The British Association for the Advancement of 
Science. Price 9d. net.—This is the second of a series of re- 
prints of communications given at the Edinburgh meeting of 
the Association last year. 

"The English Electric Journal, Vol. II, No. 1, January, 
. 1922.—This issue contains a long, well-illustrated description 
of the Blackburn (East)) power station; and articles on “ Cam- 
shaft Control ' and '' Turbo-Blowers.”’ 

“The Practical Engineer Electrical Pocket Book and Diary, 
1922 ” (610 pp.). London: The Technical Publishing Co., Ltd. 


Price 2s. net.—Numerous additions and amplifications have 


been made in the latest issue of this useful work. The section 
dealing with electric traction has been re-cast and brought up 
to date; the part treating of wireless telegraphy and telephony 
has been added to and revised; and the section on power factor 
meters, eynchronisers and frequency meters has been 
similarly treated. 

Messrs. Benn Bros., LrD., announce that Oliver Heaviside's 


work on '' Electromagnetic Theory," which has been unpro-. 


curable in a complete form for some time, is now being re- 
printed in à emall edition of 250 copies. | 

New Belgian Companies.—Accumulateurs “ Eide ” R. 
and A. Desbeck & Co. is the style of a new company formed 
at 49, Rue de Lalaing, Brussels. 

Under the style of Sevrin, Doumont et Claisse has been 
formed at Namur, a company for the sale of all kinds of 
electric material. | | | 

Godefroid Michailoff et Cie. have been embodied a company 
at Brussels (34, Rue d’Argent) for the trade in electrical sup- 
plies and eventually their manufacture and installation. 

With a capital of 100,000 fr., Les Entreprises Electriques du 
Sud de la Belgique has been established at Brussels (114, Rue 
des Goujons) for the purchase, sale and installation of all kinds 
of electric material. 

Verschueren et Devoye has been constituted at Brussels for 
wholesale trading in electric material, 

Lemaire Fréres is the style of a company formed at Verviers 


(29, Rue Bidan) to undertake electric construction works and: 


for trading in electric material. 

Brazilian Centenary Exhibition.—The Department of 
Overseas Trade has sent us an advance copy of the prospectus 
for the British section of the above international exhibition. 
This contains a plan of the buildings to be occupied by this 
section; particulars of charges for space; a note regarding a 
freight concession for exhibits; and а space-application form. 
Applications musė reach the D.O.T. before March 10th. It is 
stated that there fs an urgent need for participation by British 
firme, as the United States, France, Belgium and other trade 
rivals are making active preparations. 


The Osram-G.E.C. Statf Dinner.—On February 24th the 
annual dinner of the staff of the Osram-G.E.C. Lamp Works, 
Hammersmith, was held at the Café Royal, Regent Street. 
The attendance was a large one, and the arrangements 
throughout were excellent. Mr. C. Wilson occupied the chair, 
and after proposing the loyal toast, warned succeeding 
speakers that lengthy orations were prohibited. In a few 
words, Mr. C. F. Proctor proposed the toast of `* The Firm." 
saying that " the firm " was not the directors, or the man- 
agement, but all of them. He spoke of the good relations 
existing between everybody at the works. Mr. S. D. White 
replied, after reading a message of regret from Mr. Hugo 
Hirst that illness forced him to stay away from the dinner. 
Mr. White said that throughout the works there was splendid 
team work, and everywhere whole-hearted service. He re- 
membered the time when the sales organisation was crying 
out for lampe, but now owing to the slump the works were 
well ahead of the selling side—he hoped their positions would 
soon be reversed. The Chairman then proposed the health of 
“Тһе Visitors and the Press." Не said that most of the 
guests were members of the sales organisation, without whom. 
the firm could not exist. With that part of the toast he 
coupled the name of his old friend Mr. M. Solomon. Не said 
the Press had been a very good friend to the firm, and parti- 
cipated in all their functions; he made special reference to 
Mr. Rentell and the firm's last "outing." Mr. Solomon 
i px to the first part of the toast, saying that he was 
glad of his early training at the works, and considered himself 
a member of the staff still, but loaned to the G.E.C. for a 
time. Mr. S. Rentell replied for the Press. He remembered 
the commencement of the Robertson works, and he had at- 
tended many of the staff's annual dinners. Every year the 
number present was larger, and he hoped that the growth 
would continue. In proposing the toast of ‘‘ The Chairman,” 
Mr. L. D. Goldsmith said that they all must realise how much 
the lamp works was Mr. Wilson. He had been designated 
as the sun round which the ‘‘ Osram " world revolved. Mr. 
Wilson, replying, expressed his thanks, and announced that 
he was an optimist. . He believed that the present depression 
would soon pass away and things would improve. Не said 
that thanks were due to Mr. Adams and his assistants for the 
splendid way in which the function had been arranged. A 
vote of thanks was accorded Mr. Adams (who said that Messrs. 
Gosling and Vanhisburgh were equally entitled to it), and 
the three gentlemen replied briefly. An excellent concert was 
given by Messrs. H. Anderson, H. Speller, J. Richards, G. 
O'Hagon, Prof. Beresford, and Miss V. Stevens. Miss Kath- 
leen Desmond acted as accompanist. 


For Sale.—By direction of the Disposal Board, MEssrs. 
НАЛ, WATERIDGE & Owen, Lro., will sell by auction, at the 
Monkmoor Aerodrome, near Shrewsbury, machinery and 
plant, electrical equipment and stores. (See our advertisement 
pages to-day.) О, 


Germany and Russian Trade.—In a recent speech at Man- 
chester, Mr. Stanley Baldwin, President of the Board of 
Trade, referred to the slight signs of a trade revival, and he 
added the opinion that England was never in a better position 
to compete with the world on fair terms, its reputation was 
never better, and its prestige was never higher. e economic 
reconstruction of Europe was essential to a trade revival, and 
they must be prepared to face the fact of Germany once more 
being a formidable competitor. He said that Russia had never 
been a great market for our goods, and ventured the view, 
with which we may not all readily agree, that she never would 
be. In Mr. Baldwin’s opinion we must be prepared to see 
Germany getting the lion’s share of trade in Central and 
Eastern Europe. Britain's natural development lay in the 
Dominions, the East and South America. Of course, we can 
do little electrically in Russia at present, and Germany may 
be, for various reasons, particularly favourably placed for 
catering for Russia's earlier electrification requirements, but 
Mr. Baldwin's official generalisation is not likely to induce 
British engineering and electrical exporters to banish Russian 
possibilities from their minds. 


British Representatives in South Africa.—The report of 
the British Manufacturers’ Representatives’ Association of 
South Africa (Inc.) for 1921 states that the Association has 
had a very successful year despite the fact that trade conditions 
had only begun to improve in the late months of the year. 
There is a net increase of 45 in the membership, which is 
now 401. The honorary members number a further 100. 
Additional members are wanted from representatives in South 
Africa, and honorary members from among manufacturers at 
home whose support (annual subscription one guinea) is 
greatly desired. The report contains particulars of a large 
number of matters that have been handled by the Council of 
the Association during the year. Communications should be 
addressed : P.O. Box 845, Cape Town. 


Industrial Unemployment Insurance.—The Ministry of 
Labour draws the attention of employers and trade unions to 
the suggestion made by the '' Geddes Committee ” that out- 
of-work insurance administration might be carried out by each 
industry. A letter has been sent to the two parties asking 
them to consider methods of dealing with unemployment in 
their own trades. In the meantime, leaders of industry are 
asked for suggestions for improving the present insurance 
arrangements. 
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Miners’ Lamps.—Memorandum No. 6 of the Miners’ 
Lamps Committee (Н.М. Stationery Office, price 9d. net) is a 
" Report on Lamp-room Organisation and the Upkeep of 
Safety Lamps." ‘The Committee considers that the improve- 
ment in lamp-room organisation has not kept pace with the 
advance of the safety lamp. Suggestions are therefore put 
torward for the better management and equipment of lamp- 
rooms. Owing to the presence of acid fumes from the accu- 
mulators of electric lamps, separate rooms for these lamps 
and the flame types are recommended. — Electric-lamp rooms 
-houid be fire-proof, as the Committee considers that the likeli- 
hood of fire is greater than with the flame type owing to the 
possibility. of short-circuits in the power supply. Mr. Spray, 
representing the Association of Mining Electrical Engineers, 
Was examined with regard to the design of arrangements for 
the care and maintenance of electric lamps, and an extract 
from the verbatim report of proceedings is given. The status 
of the lamp-room staff, it is considered, should be raised, and 
examinations as to fitness for the occupation should be made. 
Other points dealt with include the hire-maintenance system 
(which is considered unsatisfactory in some respects), inspec- 
tion and tests, distribution and checking of lamps, &c. 


Forthcoming Exhibitions.—The following exhibitions are 
being organised :— 

.охоох.— Мау Ist to 6th, Photographic Fair; July 3rd to 
l4th, London Fair and Market. 

BiRMINGHAM.—May 25th to June 3rd, Industrial and Com- 
mercial Efficiency Exhibition; June 15th to 24th, International 
Foundry Trades Exhibition. 

BrLa1iUM (Liége).—June and July, International Technical 
Engineering Exhibition. 

BnaziL (Kio de Janeirv).—September 7th to November 15th, 
Centenary Exhibition. 

EsTHONIA (Reval).—September 2nd to 11th, Agricultural and 
Industrial Exhibition. 

FRANCE (Paris).—April, Heating Apparatus Exhibition; May 
lth to 25th, Sample Fair. 

NORWAY (Christiania).—April 2nd to May 7th, Electrical 
Exhibition. 

SWITZERLAND (Basle).—April 2nd to Мау 2nd, Sample Fair. 

‘TRIESTE.—May, International Sample Fair. 

Submarine Accumulator Containers.—THE LorivaL MANU- 
FACTURING Co. (1921), Lro.. has secured a substantial contract 
from the British Admiralty for the supply of submarine accu- 
mulator containers. We understand that hitherto the supply 
of these articles has been, more or less, a foreign monopoly, 
but there is no need for Government contracts to be placed 
abroad, when English firms are capable of doing the work. 


Unem ployment.— During the week ended February 14th 
there was a reduction of about 4,000 in the number of regis- 
tered unemployed, the total being 1,443,000. A reduction was 
also apparent in the number of persons on short time claim- 
ing unemployment benefit. 


LIGHTING AND POWER NOTES. 


Australia.—New SovrTH WaLEs.—In connection with the 
work which is being carried out at the Railway Commis- 
sioners' Colliery, at Mort’s Gulley, a large generating station 
is to be erected, which will provide electricity for the various 
railway centres and the towns en route. 

TaSMANIA.—It is stated that during the last financial 
year & sum of £950,000 was spent upon the hydro-electric 
scheme, which has now cost £3,000,000. Parliament has 
voted another £800,000 for the completion of the work, which 
will make available 57,000 h.p.—Reuter's Trade Service 
! Melbourne). 


Barry.— ELECTRICITY SUPPLY ScHEME.—The Town Council 
has received a report from its consulting engineers, who 
recommend that the scheme for & supply of electricity to the 
district be proceeded with. The estimated cost of the scheme 
is £20,000. 

Batley.— Yrar’s WorKING.—The annual report on the elec- 
tricity undertaking for the year ended March 3lst, 1921, 
shows a profit of £1,944. 


Birmingham.—ExrENsroNs.—The electricity department 
has à scheme in hand for the extension of its service in tlie 
east and south sides of the city. It 1з proposed to run a high- 
pressure main through various surrounding districts and to 
erect transformer stations. 'The cost is estimated at £100,000. 


Bridlington.—Yr4An's WonkING.—The annual report of the 
electricity undertaking shows а net profit of £226. 


Canada.—DEVELOPMENT OF THE ST. LAWRENCE.—The Quebec 
Government has joined. the. body of active opponents to the 
proect for joint development of the St. Lawrence River 
above Montreal by Canada and the United States for naviga- 
tion and power development purposes. The scheme has been 
endorsed by an International Joint Commission as a means of 
opening the Great Lakes to ocean traffie, but the suspicion 
finds frequent expression in the Press that the development 
is really for commercial interests in the United States.— 
Morning Post. 


Cardiff.—Yerar’s WonkiNG.—The annual report of the city 
electricity department (engineer: Mr. C. G. Morley New), 
for the year ended March 3lst, 1921, shows a total income of 
£160,897, as compared with £117,626 in the previous year. 
Working expenses amounted to £109,108 (£76,355) leaving a 
gross profit of £51,788 (£41,271). After payment of interest, 
loan charges, &c., there was a net surplus of £23,711. The 
result of the previous year's working was a net profit of 
£15,551. 

Ceylon.—Hypbro-ELectric SCHEME.—Steps are being taken 
by the Government to secure the Hardenhuish Valley, near 
Watawala, 20 acres in extent, which will be utilised as a 
reservoir for hydro-electric purposes. The Government has 
also approved of the Aberdeen-Laxapanagalla scheme, in 
which two streams will flow into the Ilardenhuish Valley, 
providing sufficient power for the generation of 200,000. h.p. 
of electricity. 


Chasetown.—ELeECTRICITY IN BuLK.—The Cannock Chase 
Colliery Co., Ltd., has intimated to the local Council that it 
1з prepared to supply electricity in bulk to Chasetown, 
Chase Terrace, and Loney Hay, in the event of the local gas 
company’s not being able to carry out a scheme. 


Continental.—Sraix.—A_ concession has been granted for 
the establishment of a plant to utilise the water-power of 
the Riofrio, near Loja, Province of Granada, for generat- 
ing electrical energy for lighting and power purposes. 


Cookham.— ELECTRICITY SurpPLY.— The Electricity Commis- 
sioners have sanctioned a scheme for a supply of electricity 
to the district, and arrangements are being made for putting 
the scheme into effect. 


Croydon.—Iwan Sanctionep.—The Electricity Committee 
has received sanction from the Electricity Commissioners to: 
the borrowing of £31,405, in respect of the balance of the 
expenditure on the extension of the electricity works. 


Dundee.—(iitaMriaN. ScHEME.—The Electricity Comnnittee 
which recently sent a deputation to meet the promoters of 
the Grampian Hydro-Electric Power Co., has decided to con- 
tinue negotiations. with a view to a joint working arrange- 
ment being arrived at. 


Electricity District.—East orf ScorLAND.—The Electricity 
Commissioners have provisionally deterinined that the under- 
mentioned area shall constitute a separate electricity district 
for the purposes of the Electricity (Supply) Act, 1919—that 
is to say, the county of the City of Edinburgh, the county of 
Midlothian, and the county of East Lothian; so much of: the 
county of Linlithgow as is included in the Royal Burgh of 
South Queensferry and the parishes of Abercorn, Dalmeny, 
Ecclesmachan, Kirkliston, (part of), and Uphall; and so much 
of the county of Peebles as is included in the parishes of 
Eddleston, Newlands, and West Linton. Objections or repre- 
sentations and schemes for improving the existing organisa- 
tion for the supply of electricity within the district should 
reach the Electricity Commission not later than July 3lst, 
1922. 


Harrogate.—Loan Sanctionen.—The Town Council has re- 
ceived sanction to a loan of £3,250 for mains. 


London.—PorLan.—' The Electricity Committee has recom- 
mended that the charges for electricity, which at present are 
85 per cent. above pre-war rates for lighting and power, and 
70 per cent. for private and domestic supplies, be reduced 
to 50 per cent. above pre-war rates. 


Loughborough.—ExtTeNsioxs.—The Electricity Commis- 
sioners have sanctioned a loan of £147,500 for plant, buildings 
and mains, and the Town Council has instructed Mr. 
Wordingham to prepare а scheme for the installation of plant 
with a capacity of 6,000 kW. 


Newark.—BuLk SUPrPLY.—An application has been received 
from the Town Clerk of Newark for a supply of electricity to 
the distributing station in Newark, by the Lincoln Corpora- 
tion, which has replied that it is not prepared to give a supply. 


Port Talbot.—APPrLICATION FOR ORDER.—The Town Council 
is applying for a Special Order to supply electricity to the 
district. 


Price Reductions.—Reductions in the charges for electri- 
city are to be made in the following districts :—Dublin, Heb- . 
den Bridge, Kettering, and Rochdale. | 

Shrewsbury.—Loan SanctioneD.—The Electricity Commis- 
кіопегв have sanctioned the borrowing of £2,000 for mains 
extensions in connection with the Town Council’s application 
for £2.650, and state that they are prepared to consider the 
borrowing of a further amount when the actual cost of the 
extensions has been ascertained. | | 


Skipton.—Lo4x SaNcTIONED.—The Urban Council has re- 
ceived the sanction of the Electricity Commissioners to the 
borrowing of £11,500 for mains, services, and meters. 


South Wales.—ELFCTRICALLY-OPFRATED | COLLIFRIFS.—An 
electrical scheme involving the expenditure of over £1,000,000 
has been commenced by Messrs. Cory Bros. The company 18 
to electrify the three collieries in Ogrnore Valley, and also 
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some of its pits in the Rhondda. The electrical energy, which 
is to be generated at Ogmore Vale, will be distributed to the 
various collieries by overhead cables. Transmission lines will 
run from Ogmore Valley through the mountains for a distance 
of about six miles. 

Torquay.—PrRorosep Sus-staTion.—In connection with the 
agreement between the Town Council and the Newton Urban 
Council regarding an electrical scheme, it is proposed to erect 
a sub-station in Upton Valley, provided the sanction of the 
Town Council and the General Purposes Committee can be 
obtained. : 


. Waterford.—EircrRiciTY SurpLy.—The Lighting Commit- 
tee has recommended the appointment of Mr. J. McEntee, 
consulting engineer, to draw up a scheme for the supply of 
electricity to the district. 


West Ham.—Exectricity Surriy.—-A meeting of electricity 
consumers Was convened by the Electricity Committee last 
Tuesday to consider the position of the electricity under- 
taking. In his report, the electrical engineer (Mr. F. 
W. Purse) stated that during the past few years the accounts 
of the departinent showed a deficit, which had been made 
up out of the rates. He stated that the present deficit was 
largely due to the recent miners’ strike, which had restricted 
the output of the undertuking and raised the cost of coal. In 
1919, to meet the increased demand for electricity, a 20,000-kW 
set, complete with boilers and accessories, was placed on order 
to replace the 5,000-kW set then in use, but owing to labour 
disputes long delay had occurred in the delivery of the plant. 
These circumstances had not warranted a reduction in the 
charges for electricity. The price of coal, however, had now 
been reduced by 40 per cent., and, with the prospect of the 
. new plant shortly being in operation, he thought he was 
justified in recommending а reduction in the charges of ld. 
per unit to ordinary consumers and 15 per cent. to consumers 
with special agreements for. supply. 


TRAMWAY AND RAILWAY NOTES. 


Australia.—VicTroria.—According to the Railway Gazette, 
the Victorian Railway Loan Application Bill, which has 
been passed by the Victorian Parliament, provides for 
a sum of £2,726,000 required for the year ending Sep 
tember 30th. 1922. Of this sum £1,000,000 will be ex- 
pended on the electrification of the Melbourne suburban 
railways, including the electrical equipment. Rolling- 
stock, equipment, machinery, and other works will absorb 
£530,000; additions and improvements to permanent way and 
works, £640,000; installation of power signalling on the 
Melbourne suburban lines, £75,000; construction of new lines 
of railway, including rolling-stock, and work in connection 
therewith, and surveys of proposed lines, &c., £366,000. An 
item of £100,000 is provided for additions and extensions to 
shops, sidings, machinery, and other works, including fire pro- 
tection, at Newport Workshops. In connection with the 
Melbourne suburban electrification, it is stated that £4,000,000 
has been expended up to date, and that after the £1,000,000 
now provided in the above Bill, a further £1,000,000 -will 
“complete the work. Up to the present about 75 miles of the 
total 93 route-miles to be electrified has been completed. 
Automatic sub-stations are to be used at several places on the 
outer suburban sections. - Е 


Continental.—Sw iTZERLAND.—According to the Financier, 
the Federal Railway Administration has sanctioned the pro- 
ject of the electrification of the Lucerne to Basle railway line 
(via Olten), and a credit of 28,300,000 fr. has been opened for 
that purpose, whilst an agreement with the Bernese power 
works for the supply of power for the Scherzlingen-Berne line 
has been accepted with certain amendments. 


Doncastcr.—NEW Rovute.—The Corporation has received 
‘sanction from the Ministry of Transport. to proceed with the 
construction of a loop tramway line above Trafford Street and 
Factory Lane. 


Halifax.—l.oan Sanctionep.—The Tramways Committee has 
received the sanction of the Ministry of Transport to the 
borrowing of £4,200 for the laying of a double tramway 
track in lieu of the existing single line on the Queensbury 
section of the tramways. 


. Newcastle.—STiükE.—The tramway employés аге on strike 
In consequence of the Corporation’s decision to substitute a 
.48-hour for a 44-hour week. 


Plymouth.—Yrar’s WonkiNG.—The annual report of the 
Corporation tramway department shows a profit of £5,573. 


South-Eastern & Chatham Rallway.—PnorosED ELEcTRIFI- 
‘CATION.— Speaking at the annual general meeting of the South- 
Eastern. Railway Company on February 23rd, Mr. Cosmo 
Bonsor said the company had lost its short-distance Metropoli- 
tan traffic, owing to the competition of tramcars and 'buses. 
It was therefore imperative to combat further encroachment 
upon its tratlic by improving the services. This could only 
be done by electrification. The plans for electrifving the lines 


within a radius of 20 miles from London had to be postponed 
on account of the war, and Government control had во ашил- 
ished railway credit that it was impossible to raise the 
capital for this most necessary undertaking. The company had 
therefore applied for State assistance under the Trade Facilities 
Act, and the application had becn favourably received. It 
would be necessary to form a non-profit-making "'' construe- 
tive " company to carry out the work. 


' TELEGRAPH AND TELEPHONE NOTES. 


Australia.— WinELESS SERVICE.—The Federal Parliamentary 
Wireless Committee has concluded taking evidence with re- 
gard to the proposed agreement with the Amalgamated Wire- 
less Co. It is understood that some of the members of the 
Committee are reluctant to recomunend an expenditure of 
£500,000 on a scheme which is largely experimental.—Reuter’s 
Trade Service (Melbourne). i 


Former German Cables.— WASHINGTON CONFERENCE. —The 
International Conference to consider the allocation of the 
former German cables in the Atlantic was to meet at Washing- 
ton on February Brd. Representatives of Great Britain, the 
United States, France, Italy, and Japan were to attend. The 
Conference will deterinine the disposal of the three cables, 
two of which are operated by the French, and one by the 
British. It will also ratify the allocation of the ex-Gerinan 
cables in the Pacific according to the agreement, distributing 
them among Japan, the United States, and the Netherlands, 
reached at the recent Armament, Conference at Washington.— 
licuter's Trade Service (Washington). 


Helland.—WinEuLEss TELEPHONY.—The Vazdia Press Agency 
at Amsterdam began its wireless telephone news service for 
the Dutch Press on February 21st. The service is carried out 
on the same lines as the Bankers’ Wireless Telephone Service. 
which gives quotations for the Stock Exchange every day to 
about 400 stockbrokers in Holland.—T'he Times. y 


Italy.— Private DELIVERY OF ‘TELEGRAMS.—The Italian De- 
partment of Posts and Telegraphs has decided to place the 
delivery of telegrams and parce! post packages in the hands of 
private enterprise. This departinent of the Government has 
been running at à tremendous loss, the expenses having quad- 
rupled since 1913 and an ever-increasing deficit having been 
registered since 1918, says the T. & T. Age. 


Switzerland.—NEw Marconi Co.—A Swiss Marconi Co., with 
a share capital of 1,800,000 fr. (Swiss), was formed at Berne on 
February 23га. The Swiss Government has conferred on the 
Swiss Marconi Co. the exclusive right of conducting public 
wireless telegraph services between Switzerland and other 
countries. The Swiss Government itself becomes a shareholder 
in the new company; the majority of the shares are being 
subscribed by Marconi’s Wireless Telegraph Co., Ltd., of 
London. The founders of the company include one intluen- 
tial Swiss group forined by the Agence Télégraphique Suisse, 
and a second Swiss group formed by the Swiss Bank Corpora- 
tion of Basle and London. The tariff for wireless telegrams 15 
to be exactly the same as that for wire telegrams, while special 
facilities are afforded for Press telegrams. 

Maitre Truessel, of Berne, formerly presiding Judge of the 
High Court, has been elected chairman of the board of direc- 
tors. 
Swiss Federal Assembly, has been elected vice-chairman. 
Among other members of the board are: (1) M. Furrer, direc- 
tor-general of Stute Posts and Telegraphs in Switzerland; (2) 
M. Schmidlin, managing director of the Swiss Bank Corpora- 
tion; (3) M. Chapuisat, niember of the Legislative Assembly 
and editor-in-chief of the Journal de Genéve; (4) Mr. H. W. 
Allen, joint general manager of Marconi's Wireless Telegraph 
Co., Ltd., London. The grant of the concession was preceded 
by a two vears’ study of the problem whether the organisation 
of wireless telegraph services should be retained under State 
control or entrusted to private enterprise. The expert advisers 
of the Swiss Government recommended private enterprise, and 
the Swiss Government decided accordingly, also that the со 
operation of Marconi’s Wireless Telegraph Co., of London, be 
secured.—Reuter's Trade Service (Berne). 


The Telegraph Service.—CaBLE Detays.—The Postmaster- 
General, during the Parliamentary Debates on February 2lst. 
explained that the delay on the Eastern Telegraph Co.'s cables 
to India had been due to the large increase of tratlic since the 
war and the continued interruption of the land routes to India 
and the Far East. To meet the pressure the Eastern Co. laid 
a new line of cables between this country and Singapore in 
1930, and proposed to lay another line to Singapore in the 
near future. The ''urgent'' service was introduced as the 
result of representations from the commercial community, and 
Mr. Kellaway did not think it would be in the interests of 
British cable users to abolish 1t.—F'imancial Times. 

TELEGRAPHIC DELAY.—Owing to a burst water inain, all tele- 
graph lines between the Eastern Telegraph Co.’s office im 
Electra House and the Central Télegraph Office are interrupted. 
and heavy delay to telegrams to and from places served by 
the Eastern Co. may be expected. Every effort is being made 
to restore communication, and the G.P.O. is giving every 
assistance. P 


p 


M. Paul Usteri, member of the Upper House of the . 
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Telephone Developments.—LoNnDoN-GeNnoa SeRvicr.+—Direct 

telephonic communication has been established between Lon- 
den and Genoa for the purpose of the Genoa Conference. The 
service was tested on February 2156 with satisfactory results, 
communication being very distinct.—Reuter’s Trade Service. 

MEssAGB Reconbek.—lLhe Poulsen telegraphone, invented 
many years ago, is a device by which a telephone message can 
be impressed upon a mov ing steel ribbon by means of magnetic 
action. When the ribbon is run through a reproducing de- 
vice the message is repeated, but so feebly that the invention 
Was abandoned. A simple instrument has recently been in- 
vented by M. A. Nasarischwitz, which makes use of thermi- 
ane valves to amplify the reproduced message, suys the Daily 
Mail. 


United States.—Capigp Station CLosEb.— The. staff of the 
Direct. Cable Co. at Rye Beach, N.H.. has been trans- 
ferred to New York and other stations of the Western Union 
cable system, and the cable station hus been closed indefinitely. 
When the Inglish Government purchased the direct cable 
from Ballinskelligs, Ireland, to Halifax, N.S., the section from 
Hahtax to Rye Beach, N.H., was not included. 

CONTROL OF WIRELESS TELEPHONY.—President Harding re- 
cently asked Mr. Hoover.to call a conference of Army, Navy, 
and counnercial experts on wireless telephony to conduct an 
Investigation looking toward restriction of the use of wireless 
telephony. President Harding was told that since the broad- 
casting of news, advertising, music, concerts, and other reports, 
there had arisen the danger of interruption to the use of 
the wireless telephone for purposes of national defence and 
commercial purposes. ‘Lhe proposed conference will report, 
after its mvestigation, to the Cabinet, from which will 
emanate suggestions for enactment of legislation to control 
the situation. Mr. Hoover selected February 27th as the 
day on which to hold the conference.—T. Ё T. Aye. 


Wireless Telegraphy.—Dinkcr INDIAN Service.—The Indian 
Government announces, according to the Daily Ewpress, in 
reply to a question in the Legislative Assembly, that an Indian 
Noancier whose name cannot at present be disclosed, bas 
applied for a licence to work a direct wireless telegraph ser- 
vice between India and England on the Marconi system. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
mdicates the tssue of the ELECTRICAL REVIEW tn which the 
" Official Notice ’’ appeared.) 


OPEN. 


Australia.—MELBOURNE.—April. 29th. Electricity Commis- 
sion. 22,000-V, three-core cable and accessories for the Mor- 
well power scheme. (February 24th.) 


Barrow -in-Furness.—Electricity Department. Electrical 
stores, meters, &c., for 12 months. Electrical engineer. 


Belfast.—March 16th. Electricity Department. Six or 
12 months’ supply of stores, including many electrical items. 
(See this issue.) 


Belgium.—March 22nd. Municipal authorities of Saint 
Gilles. Brussels. Supply of armoured cables for continuous 
current and four tons ot bare cable. Service de l'Electricité, 
40, Eue de Bethléem, Saint Gilles. 

March 7th. Service de l'Electricité des Batiments Militaires, 
ll, Place des Gueux, Brussels. Installation of a transformer 
cabin at the military aeronautical establishment at Gossoncourt. 


 Blackpool.—March 16th. Electricity Committee. Н.р. 
switchgear and switeh-room equipment for power house and 
-sub-stdtions. H. p. underground: armoured -three- -core trans- 
mission cables. (February 2th.) ` ‘ i 

March іб. islectricity Committee. One natural draught 
cooling tower. (See this issue.) . a RE Ча 

Bristel.—March 17th. Docks Committee. Four 30- 


ewt. movable electric jib cranes. Mr. T. A. Peace, engineer, 
Bristol. Docks Conunittee, Avonnjouth Docks. 


Cardiff.—March ith. Electricity > Deparinment One 
41000-Ib. water-tube boiler with mechanical stokers and acces: 
eorles. (See this issue.) 


Dublin.—March 8th. G.N. Railway Co. (Ireland). Six 
months’ supply of stores, including electrical fittings, lamps, 
хе., electric cable and wire. (See this issue.) 


Edinburgh. —March 20th. Electricity Department Auxi- 
liary plant and pipework (Spec. No. 41). (February 17th.) 


London,—Sr. PANCRAS. — March ith. Electricity Depart- 
ment. Е.һ.р. three-phase ‘switchgear for two sub-stations. 


(February 94th.) | l 
BERMONDSEY.—March 9th. Board of Guardians. ^ Six 
months’ supply of electric lamps. Mr. H. H. Cleeve, clerk to 
the Guardians. 
Н.М. OFFICE or- Works —April 12th. Supply of electrical 
engineering labour in Havwork in the Teeds district. (бее 


this issue.) 


trical fittings for six months. 


‘Merthyr Tydfil.—March 6th. Board of Guardians. .. 
F. T, James, clerk, 


Rhondda.—April 3rd. Electricity Department. 
of house service a.c. meters, cable, joint boxes, Up 
cut-outs, &c., for 12 inonths. (February 24th.) 


Salford.—Tramways Department. General supplies: for 
six months. General manager, 32, Blackfriars Street, Salford. 


Wigan.—March 13th. Electricity Department. Steam 
turbine, 5,000 kW, 3-ph. alternator and exciter, and surface 
condensing plant. (February 17th.) 


*А copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 54), 35, Old Queen Street, S. W,1 


к 


CLOSED. 


Government Contracts.—The undermentioned 
ment contracts were placed durmg January, 1922 :— 
ADMIRALTY CONTRACT AND PURCHASE DEPARTMENT. 


W.T. condensers.. Telegraph Condenser Co., Ltd. 

Electrodes.— Alloy Welding Processes, Ltd.; Quasi-Arc Co., Ltd. 

Ebonite sheet and rod.—North British Rubber Co., Ltd. 

Electric light installation, &e.—G. E. Taylor & Co., Ltd. 

Lampholders, &c.— Edison Swan Electric Co., Ltd.; General Electric Co., 
Ltd.; W. MeGeoch & Со, Lu; Sperryn & Co. 

Switches.— Dorman & Smith, Ltd.; Veritys, Ltd. 

Water coolers.. leenan & Froude, Ltd. 

Battery accumulators, &c.—Fuller's United Electric Works, Ltd. 

Cells, &c.— London Batte ry & Cable Co., Ltd. 

Insulating material for W/T apparatus. —Micanite & Insulators Co., Ltd. 

Petrol-electric lorries.—Stevens’ Petrol. Electric Vehicles, Ltd. 

Motors, generators, and. switchgear.—Bruce, Peebles & Co., Ltd. 

Motor generators, control gear.—Johnson & Phillips. 

Motor generators, starters.— Metropolitan-Vickers Electrical Co., Ltd. 

Motor generators.—Metropolitan-Vickers Electrical Co., Ltd. 


War OFFICE. 


Electric cells.—Ever-Ready Co. (Great Britain), Ltd.; General Electric Co., 
Ltd.; Siemens Bros, & Co., Ltd. 

Electrical installations :Switchgear for Lands End power station.—Metro- 
politan-Vickers Electrical Co., Ltd. Chelsea Barracks.—Drake and 
Gorham, Ltd. 

CROWN AGENTS FOR THE COLONIES. 

Electric motors, &c.—Genceral Electric Co., Ltd. 

Telephone line material.—Bullers, Ltd. | 

Transformer.—British Insulated & Helsby Cables, Ltd. 

Wire.—Hooper's Telegraph. & I.R. Works, Ltd. 


AIR MINISTRY. 


Amplifiers.— Marconi Scientific Instrument Co., Ltd. 

Inert batteries.—Siemens Bros. & Co., Ltd. 

Condensers.—H. W. Sullivan. | 

Wireless switchboard.—Erskine, Heap & Co. 

Transmitters.—Johnson & Phillips, Ltd. 

Wireless valves. —General Electric Co., Ltd. 
GENERAL Post OFFICE. 


Telephone apparatus.—British L. M. Ericsson Manufacturing Co., ‘Ltd; 
Western Electric Co., Ltd. 

Telegraph and telephone cable.—Enfield Ediswan Cable Works, Ltd. 

Loading coils.—Western Electric Co., Ltd. 

Joint-box castings.—Bailey, Pegg & Co., Ltd.; 
Ltd. (T. Butler & Co.'s branch). 

Compound.—Dussek Bros. & Co., Ltd. 

Ducts.—Donington Sanitary Pipe & Firebrick Co., Ltd.; Doulton & Co., 
Ltd.; Ensor & Co, Ltd.; Hepworth Iron Co., Ltd.; J. Oakes 
and Co.; G. Skev & Co., Ltd.; Stanley Bros., Ltd. > 

Telephone earpieces.—General Electric Co., Ltd, 

Laying conduits.— The list contains the names of a large number of firms 
with which contracts have been placed for laying conduits in different 
parts of the country. 

Telephone exchange equipment, Buxton.—Pecl-Conner Telephone Works 
Co., Ltd. Sub-contractors: Tudor Accumulator Co., Lid. (ог bat- 
teries); Crompton & Co. (for charging sets). | 


Н.М. Orrick or WORKS. 


Engineering services, —Electric wiring Acton offices: Alpha Manufacturing 
Co. Electric wiring Bandeath houses: Grindlay, Ross & Co., Ltd. 


Govern- 


United Steel Companies, 


Burton-on:Trent.—Board of Guardians. Accepted:— 
Installing electric light at the hospital. —Logie, Ashmole & Co. ! 


Johannesburg.—South Africa gives particulars of the tenders 
received recently by the Municipality for cable. It was re- 
ported to the Tramway and Lighting Committee that for the 
‘6 s.c. traction cable the lowest tender was that of the Griftin 
Engineering Co., for cable manufactured by the A.E.G., Ger- 
many, at 13s. per yard; delivery in three months. A covering 
letter stated’ that the cable offered was strictly in accordance 
with the British engineering standards, as called for in the 
specification. "The second lowest tender was that of the Metro- 
politan- Vickers Co., for cable manufactured by Messrs. W. T. 

Glover & Co., at 13.968. per yard; delivery in three to. four 
о. at works, British engineering standards guaranteed, but 
prices subject to confirmation. The third lowest tender was 
that of Henley's S.A. Telegraph Works, for cable manufactured 
by Henley's, England, at 14s. 74d. per yard; delivery four 
weeks at works, subject to prompt acceptance, failing which 
tenderers reserved the right of adjustment in accordance with 
market fluctuations of copper and lead. As a final result, the 
Town Council. on the recommendation of the Committee, ac- 
cepted the following tenders :—(a) Metropolitan-V ickers Elec- 
trical Co., Ltd. (most suitable): 2,000 yards .6 square in. 
single-core traction cable. at 13. 96s. per yard, £1,396 (firm 
price, but subject to confirmation), and in the event of the 
Metropolitan- Vickers Co. failing to get confirmation, that the 
next lowest tender be ac cepted, viz., Henley's S.A. Telegraph 
Works, Ltd.: 9,000 yards -.6 square in. single-core traction. 
cable, at 14s. 74d. per yard, £1,462 10в. (b) Henley's B.A. 
Telegraph Works Co. (lowest): 550 yards .6 by .6 square in. 
concentric h.p. cable, at 23s. 9d. per yard, £653 Qs. 6d. (fro 
price, subject to confirmation ; penalty clause deleted)... 
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London.—L.C.C.—Highways Committee. 


power station :— 


£ 
Clayton & Shuttleworth, Itd. T eos s os ТЕ 58,000 
Ditto (alternative offer, inc. multiple retort stokers) 
(ACCEPTED) M кү ds is s Ave xm es 61,392 
` Clarke, Chapman & Co., Ltd. ы 68.994 
British Niclausse Boiler Co., Lid. ... 69,618 
Stirling Boiler Co., Ltd. $4 ws 75,000 
Babcock & Wilcox, Ltd. 365 Sit г ea 80,551 
Ditto (alternative offer, including Riley stokers) 84,664 
Vickers, Ltd. iat sis E AL 65,345 
(excluding stokers) 
Underfeed Stoker Co., Led. ET Li t9.755 
Ditto (alternative offer) * 10,391 
Ditto ditto +11315 
Ditto ditto os fe *H.424 
krith’s Engineering Con Ltd. $12,490 


tStokers and fans only. 
Foundry plant for the Central Repair Depot.—Alldays & Onions, Ltd. 
(£1,017). 
Supply of 2.600 tons of track rails and fastenings during 
six months, and, alternatively, 4,700 tons during twelve 
months :— | : 


2,000 tons. 4,700 tons. 
& £ 
Société Metallurgique des Terres. Rouges 36,973 48.475 
Société. Anonyme D'Oupgrée Marihaye ..., о? ні» 0,0866 
Andrew Brown & Co. hs os 28,002 48.175 
Walter Scott, Ltd. TA te ee 28,667 OT 
Anjlo-Belgian. [Improvements Corporation 28.7500 )1 707 
Dorman, Long & Co. Bs 29,746 03, 4-46 
United Steel Products Co. 33,185 58,372 
Steel, Peech & Tozer, Ltd. 33,397 39,728 
F. Mott & Co., Ltd. ... 36,354 67,108 


The lowest three tenders are for rails manufactured on the 
Continent. The Committee has decided, subject to negotia- 
tions with the company regarding the quantity of rails that 
may be required, to uccept the tender of Messrs. Walter Scott, 


Ф 


Perth.—Electricity Committee. 
New boiler.—Babcock & Wilcox. 


Accepted :— 


FORTHCOMING EVENTS. 


Royal inetitution of Great Britain.—Saturdays, March 4th and llth. At 
Albemarle Street, W. At 3 p.m. Lectures on ‘* Radio Activity," by Sir 
Ernest Ruthertord, F.R.S. 

Institution of Electrical Engineere (informal Meeting).— Monday, March 
6th. At the Institution, Victoria Embankment, W.C. At 7 p.m. Discus- 
sion on “ E.h.t. Cable Testing," to be opened by Mr. E. Ambrose. 

(Western Oentre).—Monday, March 6th. At the Merchant Venturers' 
Technical College, Bristol. At 6 p.m. Paper.on ** Induction-type Syn- 
chronous Motors," by Mr. L. H. A. Carr. 

(South-Midland Oentre).— Students! Section: Tuesday, March 7th. At 
the University, Birmingham. At 7.30 p.m. Paper on '' The Measurement 
of Flux-density in the Air Path of a Magnetic Circuit," by Mr. W. P. 
Conly. 

(irish Oentre, Dublin).—Friday, March 10th. At the Royal College of 
Science. At 8 p.m. Paper on '' Wireless Communications in the Cam- 
paign in France," by Prof. R. Stanley, 

(North-Western OCentre).—Fridav, March 10th. At the Engineers’ 
Club, Manchester. At 7.30 p.m. Exhibition of Kinematograph Films, by 
Dr. С. С, Garrard and Mr. F. Gill. 

:  (East-Midiand Sub-Centre).—Tuesday, March 7th. At the Technical 
College, Derby. At 7 p.m. Paper on “ The X-ray Examination of Ma- 
terials,” by Mr. J. F. Driver. 

Royal Society of Arts.— Monday, March 6th. At John Street, Adelphi, W.C. 
At 8 p.m. Cantor lecture on * The Modern Design of Scientific Instru- 
ments," by Prof. A. C. Pollard. 

Wednesday, March 8th. At John Street, Adelphi, W.C. At B p.m. 
Lecture on “ The Proper Functions of Trade Unions," by Mr. W. A. 
Appleton. 

Society of Engineers (inoorporated).—Monday, March 6th. At Burlington 
House, Piccadilly, W. At 5.30 p.m. Paper on * The Testing of Small 
Electrical. Plant," by Dr. C. V. Drysdale. 

Roentgen Soolety.— Tuesday, March 7th. At the Institution of Electrical 
Engineers, Victoria Embankment, W.C. At 8.15 p.m. Ordinary meeting. 

Association of  Engineers-in-Oharge.— V«Inesday, March 8th. At St. 
Bride Institute, Bride Lane, E.C. Аг 7.30 p.m. Paper on “ Thermal 
Efficiency of Small Power Stations and Methods of Comparison," by Mr. 
A. H. Seabrook. : 

industrial League and Counoil.— Wednesday, March 8th. At Caxton Hall, 
S.W. At 7.30 p.m. Lecture on “ The Personal Factor in Industry,” by 
Miss B. Voysey. 

Institute of Metals.— Wednesday and Thursday, March 8th and 9th. At the 
Institution of Mechanical Engineers, Storey's Gate, S.W. At 10 a.m. each 
day. Annual general meeting. 

Wednesday, March 8th. At the Trocadero Restaurant. 
Annual dinner. 

institution of Railway Signal Engineers.—W'«inesday, March 8th. At the 
Institution of Electrical Engineers, Victoria Embankment, W.C. At 2.45 
p.m. Special general meeting. At 3 p.m., discussion on “Signal 
Replacers," to be opened by Mr. В. W. Cooke. ; 

institute of Gost and Works Acoountants.— V cdnesdavy, March 8th. At the 
Institute of Patent Agents, Staple Inn Buildings, W.C. At 7 p.m. Paper 
on ** Costing and its Relation to Production," bv Mr. G. H. Hale. 

Manchester Wireless Society.—Thursday, March 9th. At the Albion Hotel, 
Piccadilly. At 8 p.m. Paper on ‘ Materials Used in the Construction of 
Aircraft," by Mr. F. E. Fozard. 

Electro-Harmonic Soolety.—Friday, March 10th. At the Great Hall, Cannon 
Street Hotel, E.C. At 8 p.m. Smoking concert (the last of the season). 
Edinburgh Electrical Soclety.—Friday, March 10th. At the Philosophical 
Institute. At 8 p.m. Papers on ''Installation Work," by Mr. T. M. 

Buist; and '' Fault Localisation," by Mr. D. M. Buist. 

Junior institution of Engineers.—Friday, March 10th, At 8 p.m. At 
Caxton Hall, S.W. Paper on *'' Friction," by Mr. G. H. Plant. 

Physical Society of London.—Friday. March 10th. At the Imperial College 
of Science, South Kensington, S.W. At 5 p.m. Ordinary scientific 
meeting. 

Birmingham and Dietrict Electrio Club.—Ssturday, March llth. At the 
Grand Hotel, Colmore Row. At 7 p.m. Paper on *' Ball Bearings," by 
Mr. A. Macaulay. к | 


At 7.30 p.m. 


Three water- 
tube boilers, superheaters, economisers, &c., for the Greenwich 


National Assooiation of Supervising Electriciane.—Tucsdav, March lith. 
At St. Bride's Institute, Е.С. At 6.45 p.m. Paper on '' The Determina. 
tion of Heat Loss From Buildings, with Special Reference to Electrical 
Heating," by Mr. W. T. Nobbs. 


institution of Oivil Engineers (Students' Meeting).— Wednesday, March 
15th. At the Institution, Great George Street, S. W. At 6 p.m. Vernon 
Harcourt Lecture on * The Great Ship-Canals of the World," by Mr. С. 
Fitzgibbon, 


€ 


THE “ELECTRICAL REVIEW" SERVICE 
DEPARTMENT. 


To enable us to complete replies to queries received this week 
we need the names of :— 


Suppliers of Dextra hand-operated lever torches. 
Rita or RITER electrical dental appliances. 


= 
NOTES. 


The Wimbledon Case.—As the Mavor of Wimbledon (Ald. 
Mussell) declined to call а town's meeting, аз reauisitioned by a 
large number of ratepayers, to consider the action of the 
Council in suminarily dismissing the borough electrical engi- 
neer (Mr. H. Tomlinson Lee), a public meeting was held on 
Monday night at the Wimbledon Baths Hall, presided over by 
Mr. Ald. H. W. Simpson, at which more than 2,000 persons 
were present, including several past and present members of 
the Council. Amongst the various speakers was Sir Arthur 
Holland (a past chairman of the Corporation Electricity Com- 
mittee) who described the action of the Council as monstrous 
in dismissing an old and trusted servant without giving a 
reason. On the motion of ex-Councillor R. D. Pond, 
seconded by ex-Councillor А. D. Webb, a resolution was 
carried protesting against the action of the Electricity Coin- 
mittee and the Borough Council in summarily dismissing the 
electrical engineer without any statement of the reason, and 
demanding a public inquiry before any action was taken. 
Copies of the resolution were ordered to be sent to the Mavor 
of Wimbledon, the Minister of Health, the Minister of 
Labour, and the Incorporated Municipal Electrical Association. 

À meeting of the Council took place on Wednesday evening. 
at which the matter was discussed; there was a large attend- 
ance of the publie, and Councillor Hiekmott, chairman of the 
Electricity Committee, made а long statement, which it was 
resolved to send to all the bodies which had written to the 
Council on the subject. Meanwhile some 2,000 people at- 
tended & meeting of protest outside the Town Hall. and a 
deputation from it asked the Council for a hearing, but the 
Mayor ruled against it. The following resolution was passed 
nnanimouslv by the meeting of protest. of which Mr. R. D. 
Pond was chairman : '' That this meeting condemns the action 
of the Mayor in refusing to receive the deputation appointed 
to-night by the ratepavers, and resolves that it has no con- 
fidence in the Mavor and those members of the Council (other 
than the six councillors who attended ‘at the Baths Hall), and 
calls on them to resign their seats forthwith.” 


Motor-'bus Repair Works at Chiswick.—In our issue of 
February 10th (p. 201) we brietly described the new works of 
the L.G.O.C. for the repair ot ite large fleet of  motor- 
omnibuses. We referred to the electrical equipment as it 
existed at the time of our visit, but as in important respects 
this equipment was only temporary we may now give sone 
further particulars. The main electricity supply is to be taken 
from the Underground Railway (Lot's Koad power house) and 
fed to Chiswick by two-phase, 11,000-volt high-pressure feeders. 
Up to the present, however, this supply 1s not available, so 
in the meantime it is necessary temporarily to drive the 
works by utilising direct current (600 volts) taken from the 
District Railway track current rails which pass the end of the 
depot. The majority of the motors for this temporary supply 
were obtained under special arrangements, from Messrs. C. F. 
Ferguson & Sons, as already stated. Immediately the a.c. 
supply is available, the d.c. motors will be replaced by a.c. 
motors supplied by the Fuller Electrical and Manufacturing 
Co. 'These motors are of the squirrel-cage and slip-ring types. 
wound for 400/415 volts, 334 periods, three-phase supply, and 
they range from 5 h.p. to 80 h.p. The starting gear is of the 
drum type oil-immersed double automatic type of Messrs. 
Erskine Heap & Co.’s manufacture, and supplied by the 
Fuller Co. 


Appointment Vacant.—Junior assistant in the Commer- 
cial Department of the Birmingham Electric Supply Depart- 
шеш. (See our advertisement pages to-day.) 


Fatality.—Robert William Foster (64), telephone lines- 
man, died in the Victoria Hospital at Keighley, on February 
93rd, from a fracture of the base of the skull, received the 
previous day in a fall off a wall of the mill of Messrs. E. H. 
Gates & Co., at Harden, whilst standing on a ladder removing 
telephone wires. | 
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The Osram-G.E.C. Lamp Works.—The Duke of York, 
who seems to be making a. speciality of visiting industrial 
concerns, had an opportunity of gaining an idea of the con- 
tünual progress that is being made in the electric lamp manu- 
facturing industry when he recently visited the Osram lamp 
works (proprietors: the General Electric Co., Ltd.) at Brook 
Green, ersmith. An account of a tour of inspection 
of this spacious modern lamp factory, employing over 3,000 


& 
" 
" 
4 
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workers, ingenious automatic machinery, and an efficient 
research department, appeared in our issue of March 25th, 
1921, p. 376. The factory is independent of outside aid, 
which is one of the secrets of its success; every essential 
to the complete lamp is produced within the range of the 
G.E.C.'s activities. The accompanying illustration shows the 
Prince watching the fitting of the filament-carrying stems into 
the glass bulbs. 


The Electrical Research Association.—The annual general 
meeting of the British Electrical and Allied Industries Re- 
search Association was held on February 3rd at the Institu- 
tion of Electrical Engineers. Mr. W. O. Smith (elected to the 
chair) expressed regret at the unavoidable absence of Mr. 
C. Н. Wordingham and appreciation of his many services in 
the past. During the course of his remarks in introducing 
the first annual report, he referred to the good work done by 
some fifty committees and the indebtedness of members to 
those gentlemen who gave so much of their time to this ser- 
vice. Mr. D. N. Dunlop, in seconding the adoption of the 
report, referred to Mr. Wordingham's indefatigable interest 
and assistance in all the work of the Association, and the in- 
debtedness of members to those firms who had allowed mem- 
bers of their staffs to give so much time to the work of the 
Association. He mentioned Mr. A. R. Everest in particular, 
without whose help the B.E.A.M.A. Research Committee 
would have laboured under great disadvantages. Whilst a 
good beginning had been made and the manufacturers had 
agreed in a public-spirited way to find £8,000 per annum for 
co-operative research for five years for the benefit of all con- 
cerned with the electrical industry, it was becoming exceed- 
ingly difficult to find money for such purposes whilst orders 
were being placed with foreign competitors. He thought that 
purchasers did not properly appreciate what manufacturers 
were doing to advance the common interests and how difficult 
the position was, due to the conditions of international ex- 
change and foreign competition. Mr. C. P. Sparks expressed 
appreciation of the continuous services of the Finance Com- 
mittee, of which Mr. W. О. Smith was chairman, and of the 
invaluable assistance of the B.E.A.M.A, in finding the sinews 
of war, and the personal services of Mr. D. N. Dunlop in 
establishing the Association. 

Electro- Harmonic Society.— The next smoking concert 
(the last of the season) will be held in the Great Hall, Cannon 
Street Hotel, London, E.C., on Friday, March 10th, com- 
mencing at 8 p.m. The artistes will be :—Miss Olive Sturgess, 
soprano; Mr. Oswald Rippon, tenor; Mr. Joseph Farrington, 
baritone; Mr. Albert Sammons, violin; Mr. George Ellis, 
entertainer; Mr. Selwyn Driver, entertainer; Mr. Bernard 
Flanders, A.R.A.M., solo pianoforte and accompanist. 

Engineering Golfing Society.—This Society held its 
thirteenth annual general meeting on February 28rd at the 
Institution of Civil Engineers, by permission of the Council of 


the Institution, the retiring captain, Mr. E. W. Timmis, pre- 
siding. The annual report and accounts for 1921 were pre- 
sented, showing a satisfactory increase in membership and a 
favourable financial position. The following were elected as 
office bearers for 1922 :— 

President : Sir Alexander B. W. Kennedy. 

Vice-presidents : Messrs. D. A. Stevenson, E. L. Mansergh, 
F. J. Walker, S. Price-Williams, G. Midgley Taylor, and W. 
Н. Shortt. 

Captain: Mr. K. A. Wolfe Barry. 

Honorary Secretary: Mr. W. L. 
Street, S. W.1. 

Honorary ‘Treasurer: Mr. S. R. Lowcock. 

Honorary Auditor: Mr. 8. C. Lewis. 

Members of Committee: Messrs. H. G. Hale, B. J. Hall, 
C. H. Hayward, R. J. M. Inglis, E. C. MacKeller, J. R. 
Sharman, G. M. C. Taylor, E. W. Timmis, and A. Valon. 


Mansergh, 5, Victoria 


INSTITUTION NOTES, 


Institution of Electrical Engineers.—INronManL MEETINGS. 
— Ге annual smoking concert of the Section was held on 
February 27th. A large company of members and guests 
gathered in the Stephenson Room at the Engineers' Club, 
London, under the chairmanship of Mr. W. E. Warrilow, who 
was supported by members of the committee, and a most 
cheery evening was spent. A good musical programme had 
been arranged, and altogether the function proved to be very 
successful, 

CONVERSAZIONE.—The annual conversazione will be held at 
the Natural History Museum, South Kensington, S.W., on 
lhursday, June 29th, 1922. 

ASSOCIATE MEMBERSHIP EXAMINATION.—Provided that a suffi- 
clent number of candidates make application, it is proposed 
to hold the Associate Membership examination in London and 
ut other places (at home and abroad) in April next. Parti- 
culars are obtainable from the secretary of the Institution. 

[RISH CENTRE.—Sir Jahn P. Griffith, proposing the toast of 
“The Electrical Engineers " at a dinner of the Irish Centre 
of the Institution of Electrical Engineers, in Dublin, expressed 
a hope that the work before them under the new Government 
and the new conditions in Ireland would be profitable, not 
only to themselves but to the country. He trusted there would 
be some federation of their different societies to operate for 
the common good. | 

Replying, Mr. R. N. Eaton, who presided, alluded to the 
progress of the Institution, mentioning that they were willing 
and anxious to help the Irish Government in every way they 
possibly could, more especially in connection with industrial 
development and utilisation of the power resources of Ireland. 
They believed Ireland was at the dawn of a new era of pros- 
perity, and that many useful and important power schemes 
would materialise. | 

Mr. Darrell Figgis, who responded to the toast of '' The 
Guests,” spoke as one who had had much to do with inquiring 
into and reporting to the Dail Eireann (National Assembly) on 
Irish resources, and said the agents of three large capitalist 
concerns were anxious to secure sites from which power might 
be developed. They had an opportunity now such as was 
never placed before any other country, and they must learn 
from the mistakes that other countries had made. 

NORTH-WESTERN CENTRE.—The Council of the Institution has 
acceded to a request from the above Centre for it to extend 
so as to include the counties of Carnarvon, Denbigh, 
Merioneth, Montgomery, the remainder of the County of Flint 
(part of which is already in the Centre), and the Island of 
Anglesea. 

NORTH-EASTERN CENTRE.—A meeting of members of the 
North-Eastern Centre was held on February 20th at Newcastle- 
on-Tyne, when a display of kinematograph films of switchgear, 
telephones, and the audion was given. A further film sent by 
the General Electric Co. illustrating the use of electricity in 
the home concluded the demonstration. 

LIVERPOOL SuB-CENTRE.—Dr. S. S. Richardson read a paper 
on “ An Oscillograph Investigation of the Gulstad Relay ”’ 
before the Sub-Centre on February 90th. 'The reading of the 
paper was illustrated by lantern slides of oscillograms and 
details of circuits. Dr. Richardson also exhibited and operated 
a Gulstad relay, and a new form of frequency meter, both of 
which were very much appreciated. Dr. Marchant pointed 
out that it was 24 years since the Gulstad relay was invented, 
but due to the goodwill on the part of the inventor it had 
never been patented, and in consequence of this, he thought, 
manufacturers had been rather reticent in developing the 
relay until more recent times. 


Electrical Society of Glasgow.—The draft constitution of 
the new Electrical Society of Glasgow was presented to a 
meeting of the members last week. Mr. В. A. Ure, chairman 
of the Glasgow Branch of the Electrical Contractors’ Asso- 
ciation, presided over a large attendance. After discussion, 
the constitution was approved. It is intended that the 
society shall be representative of electrical contractors, 
supply authorities, manufacturers, factors, and consulting 
engineers, and will serve a useful purpose in co-ordinating 
the efforts of the various branches of electrical engineering 
in the progressive development of the industry as a whole. 
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been interned as a political suspect, 


| 'Phone : 


~The London Factors & Agents, 


‘from April Jst. 
. fee of £500 per annum, and travelling expenses. 


"the proposed new 
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‘Edinburgh Electrical Society.—At the meeting held on 

February 74th Mr. D. S. Munro presided, and a paper en- 
titled * Some Experiments on Sound Detection," was read 
by Mr. Basil Pilkington, F.R.S.E. The lecturer, after re- 
marks on the nature of sound waves and their transmission 
through different media, illustrated these by demonstration. 
The paper dealt in detail with various methods of detecting 
the presence and direction of aircraft and submarines, and 
the author described his own researches and experiences in 
these fields during war time. Several reccivers, of Mr. 
Pilkington's own invention, for submarine and other purposes, 
were exhibited to the members. 

Chelmsford Engineering Society.—On гош 16th, a 
paper was read by Мг, С. Н. Ford, A.M.I.E.E., il High- 
speed Wireless Telegraphy." The present type of w elu plant 
was fully. explained, and it was shown how at the present 
time messages were sent from London via Clifden in Ireland to 
Glace Bay in Canada and then relayed on to the big towns in 
Canada, at the same time as messages were sent from Canada 
to England at a rate of 50 words per minute. 

Greenock Association of Electrical Engineers. At a meet- 
ing held on February 22nd, Mr. A. D. Cook, Greenock, in a 
paper entitled А Talk on Alternating Currents,” skilfully led 
his audience through the fundamental principles’ of the theory 
of alternating currents. The appreciation of Mr. Cook's paper 
was such that he was cordially inv ited to continue his paper 
at an early date. 
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OUR PERSONAL COLUMN. 


The Editors invite electrical ‘engineers, whether connected 
with: the technical or the commercial side of the profession 
and ndustry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted ae to their 
movements, | - 


Мг, Ann W. Cox, A.M.LE.E., has been appointed 
General Manager of Messrs. L. Weeks, Ltd., of Luton. 

The Postmaster-General has appointed Mr. E. A. FRANCIS, 
principal clerk in the secretary's оћсе, London, to be assist- 
ant secretary of the Post Office: Mr. W. В. BIRCHALL, clerk, 
Class 1 (1st Division Establishment), succeeds Mr. Francis as 
principal clerk. Mr. W. R. JEWELL, superintendent of tele- 
graphs, Manchester, has been appointed to be chief superin- 
tendent of telegraphs. : 

Mr. FRANK WRIGHT, A.M. IE. E., бан been appointed chief 
electrical engineer to Messrs. Matthews: & Yates, Ltd., in 
succession to Mr. Wm. Inglis, A, M.I.E.E., who now repre- 
sents Messrs Laurence Scott & Co., Ltd., in the Lancashire 
area. > 
On the adoption by the Dublin Cor БӨӨН of {һе Electri- 
city Committee’s report upon the retirement of Mr. FREDERICK 
J. ALLAN; secretary of the committee, it was stated that since 
his release from Ballykinlar Camp. Co. Down, where he had 
Mr. Allan had repre- 
sented that changes had been. made in relation to his duties, 
which made his position an ornamental one, and he, there- 
fore, declined to draw the salary attached to it. He had 21 
years' service. | 

Mr. W. Bunnows, of the British їй dud Helsby 
Cables, Ltd., was, last week, presented with a case of cutlery 


by the office staff, on the occasion of his marriage. 


Mr. Вохлгр GnRikERSON, A.M.IE.E., A.M.LMech.E., for 
twelve-and-a-half years chief electrical and mechanical engi- 
neer to Provincial Cinematograph Theatres, Ltd. and its as- 
sociated Companies, has resigned his appointment in order to 
tike an active interest in à new contracting firm, details of 
which will be available shortly. In the meantime, manufac- 
turers of cables, conduit, motors, switchgear, fittings, &c., 
desiring to get into touch with Mr. Grierson, should address 
correspondence, c/o. 197, Wardour: Street. London, W.1. 
Regent 2226. | 

Mr. FREDERICK M. West has resigned his position as man- 
ager and direetor of the A. & A. Electrical Co., Ltd., 
in order to take up the position of managing director of 
Ltd.. 38 & 39, Parliament 
West acted for а time as 
Committee of the Elec- 


Street, S.W.1. Last year Mr. 
chairman of the Lamp Importers’ 


- trical Traders’ Association, London Chamber of Commerce. 


The Salford Corporation Electricity Committee recommends 
that the resignation of Mr. J. A. ROBERTSON, borough elec- 
trical engineer. who is setting up in practice as a consult- 
ing engineer, be accepted. and that for a period of five years, 
1922, he be appointed consulting engineer 
at a retaining 
Also that 
Mr. Robertson be retained to supervise the construction of 
generating station at Арестоѓ ‘and 
transmission lines therefrom to Frederick Road Station, 
at a fee of £2 per cent. upon the total cost theerof. 
and travelling expenses. Mr. E. H. L. Dickson, deputy 


with certain duties as to staff supervision, &c., 


" borough electrical engineer, is to be appointed resident engi- 


neer of the existing electricity undertaking of the Corpora- 
tion, nt à salary of £700 per annum, rising to £750 per annum. 
Mr. J. CoriNcE, works superintendent, ts to be appointed 
chief constructional and works engineer at £650 per annum; 
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Mr. L. RoMERO, mains engineer, 1s to be appointed distribu. 
tion 'superintendent, at £650 per annum; Mr. W. MAwostey, 
constructional draughtsman, is to be appointed Chief Con. 
constructional draughtsman, at £450 per annum; Mr. H. M. 
CROSFIELD, chief clerk, is to be appointed chief commerciai 
assistant, at £350 per annum, plus the Civil Service scale 
of war bonus; and Mr. F. VaLENTINE, borough electrical en- 
gineer's secretary, is to be appointed secretary to all the 
before- mentioned engineers, and have charge of all the cor. 
respondence of the electricity undertaking of the Corpora. 
ud at £300 per annum, plus the Civil Service Scale of War 
onus. 

With reference to the announcement made here severai 
weeks ago, the Manchester Corporation has now accepted the 
resignation of Mr. J. M. MCELROY, the tramway manager. 
his health having failed as the result of the strain of the last 
few years. The chief accountant of the department, Mr 
James Wood, who has been Mr. McElroy’s aasistant for the 
last eight years, and has been connected with the Manchester 
system for 22 vears, hus also resigned for a similar reason. 

The Hereford Council received 135 applications for the pot 
of chief electrical engineer, and has appointed Mr. Jars 
Makin, chief electrical engineer, Bexley, and engineer: and 
general manager of the Bexley Council tramway and Dartford 
heht railway joint undertaking. | | 


Obituary.—tH kk | REINHARD .MANNESMANN.—Berlin Pres 
dispatches report the death of Reinhard Mannesmann, the head 
of the Mannesmann tube works. 

Dr. J. J. SuLZzER-IMHOOrF.—The death is announced from 
Zurich, at the age of 66 vears, of Dr. J. J. Sulzer-Imhoof, the 
senior member of the well-known engineering firm of Sulzer 

Gebruder, of Winterthur, Switzerland, and а son of the foun- 
a of the concern. 

Mr. DRUITT HaLPIN.—We regret to read in The Timex 
“ Deaths" column that Мг, Druitt Halpin, M.Inst.C.E.. 
M.I.Mech.E., pasesd away at Gunnersbury on February Xith 
after & long illness. Мт. Halpin was the inventor of the 
thermal storage system which was employed at the Shoreditch 
electricity works and elsewhere, and formed the subject of 80 
much discussion many years ago. 

Mr. Влхрли, B. Suacke.—As we go to press we learn, with 
great regret, of the accidental death of Mr. R. B. аске, 
M.I.E.E., whilst hunting, on Wednesday last. | 


Will.—The late Sir CHARLES ALBERT KING, formerly Comp- 
troller and accountant-general of the Post Ойге, left £3,3 
gross. 


NEW COMPANIES REGISTERED. . 
Foundation Co.—The Foundation Co., Ltd., has been 


repistered as^a '' private " company, with a nominal capital of £250,000 in 
£l shares (150,000 8 per cent. cumulative preference and 100,000 ordinary. 
The -objects arg: To acquire, upon the terms of an agreement with the 
Foundation Co., of New York, the goodwill and rights referred to therein: 
to acquire, rent, build, improve, work or control in any 
works and convenicnces ‘of all kinds, including roads, railways, tramways, docks, 
harbours, piers, wharves, canals, , reservoirs, bridges, irrigation, hydrau.n. 
electric, gus, drainage, engineering and improvement works, cables, flour, gra 
saw, paper, pulp and crushing mills, boxmaking and printing works, foundries. 
bakeries, carrying or transport undertakings, hotels, ships, lighters, n«w»- 
paper and other publications, breweries, public and private buildings, гет 
dences, places of amusement and recreation, and to carry on the business 
of electrical, mechanical, hydraulic, and ` general engineers and contractors. 
manufacturers of and dealers in machinery, apparatus, vehicles, engines, 
aircraft, tools and, appliances, chemists, druggists, manufacturers 
dealers in chemicals, bankers, capitalists, financiers, and merchants, &c. The 
subscribers (each. with one share) are: Е, D. Billett, 2. Bond Court, Walbreok. 
E.C.4, ci «kh; W. J. Hill, 2, Bond Court, W. iIbrook, Е.С А, clerk, The dira- 
tors are to be nominated by the vendors to and promoters of the company, and 
they are authorised to act as directors for acquiring, on behalf of the compan 
from the above-mentioned company, the goodwill and rights referred to in the 
said ^ agreement, and, : inter. alia, of making 
the allotment as fully paid tbe 100,000 ordinary shares referred to therein, The 
first directors are not named. Remuneration (except that of a director, who 
remuneration is to be fixed by agreement), £500 each per annum (chairman, 
£150). 
the shares ranking in priority to the participating preference shares and aft: 
setting aside suins for reserves or contingencies or to carry forward to 

next year, as the directors may think advisable, shall be applied (1) with páv 
ing 8 per cent. dividend on the cumulative preference shares; (3) in carrying 
W per cent. of the remainder to a special reserve fund called the “ Participating 
Preference Shareholders’ Reserve Fund " until the amount reaches £100,000; 
and (3) the other 50 per cent. in paving an & per cent, non-curmulative divi- 
dend on the ordinary shares and thereafter in paving further’ dividends on 
the preference and ordinary shares as though they were of one class, Th 
sums borrowed bv the directors and outstanding shall not exceed the amount 
of the nominal capital without the sanction of a general meeting. The геш 
tered office is at Windsor House, Kingsway, W.C. The file number is 179, 870. 


Brasse, Ltd. (179,842),—Private company. Registered 
February 21st. Capital, £10,000 in £1 shares. To acquire the business carrie! 
on by È. P. Brasse, and to carry on the business of electrical, 
surgical instrument manufacturers, druggists’ sundriesmen, electrical engi- 
neers, metal workers, &c. The first directors are: E. P. Brasse, 6, The Haw- 
thorns, Church End, Finchley, N. (permanent); E. W. Brasse, 6, The H:"- 
thorns, Church End, Finchley, N. Qualification (except original directors), І) 
shares. Remuneration as fixed by the Board. Registered office : Calvert Works, 
South Tottenham, N 


Trackless Cars, Ltd. (179,360).—Private company. Regt- 
tered February 21st. Capital, £10.000 in £1 shares. To adopt an agreemer! 
with G. A. Bishop and R. A. Chadwick, and to manufacture and deal in 
electric trackless or railless trams, cars, and trolley cars, and omnibuses and 
their component parts, &c. The first directors are: С. A. Bishop, “ Kennes- 
thorpe,” 337, Roundhay Road, Leeds, engincer; G. H. Kitson, '* Weetwoet 
Croft,” Leeds, engineer; H. F. Catton, 1, Wetherby Road, Roundhay, Leeds. 
steel manufacturer; T. F. Braine, “ Donisthorpe,” Moortown, Leeds, engineer: 
H. England, R. A. Chadwick, E. W. Campbell, W. H. Turner, R. Blackburn. 
and J.. Wright, no addresses given. Qualification, £250. Remuneration not 
more than £360 per annum, divided between them, Secretary: J. Eaglet. 
Registe red оа Hepworth. Chambers, 142, Briggate, Leeds. —. 
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James Moores & Co. (Sundries), Ltd. (179,790).—Private 
company. Registered February 18th. Capital, £5,000 in £1 shares. To ac- 
grire the business carried on by J. Moores at 14, Ridgefield, John Dalton 
«pet, Manchester, as '" James Moores & Co., and to carry on the business 
of manufacturers of, dealers in and/or agents for electric lamps, accessories, 
cables, wires, flexibles, and glassware for electrical, gas, lighting, and other 
purposes, engineering sundries, rubber, balata, vegetable and mineral oils, 
vegetable ‘nuts, copra, beer, stout, spirits, wines, and any other alcoholic and 
ro*alenholic beverages, .vulcanisers for motor-cars, cycles, and transport 
wagons, brushes, їс. The first directors are: J. Moores, 14, Ridgefield, John 
Dizon Street, Manchester; Dr. R. H. King, 11, Egmont Road, Suuon, Surrey, 
ida directors; J. Шш гора, " Mark Beech," Sutton, Surrey; P. Moores, 
н, Ridgefield, John alton Street, Manchester. "he two first-named аге 
maraging directors for three years, with £416 per annum as remuneration, 
aevided that the said Dr. R. Н. King shall not be entitled to any remunera- 
поо as Managing director until he becomes actively engaged in the business. 
Dr. Ё. H. King has the right to nominate M. R. King as a director. 
OysiBcation, £100. Remuneration as fixed by the company. Registered office : 
ji, Ridgefield, John Dalton Street, Manchester. 


Reynard . Electrical Co., Ltd. (179,910).—Private com- 
ралу. Registered February 23rd. Capital, £500 in 41 shares. To carry 
on the business of manufacturers, importers, and exporters of, agents for and 
dezlers im lamps, brackets, shades, connections, switches, ceiling roses, plugs, 
cable, conduit, motors, and all electrical apparatus and accessories, &c. ‘The 
directors are: J. Cowan, '' Brownhill," Dobcross, Yorks. (chairman); W, J. 
R. Fox, 130, Stamford Street, Brook's Bar, Manchester (both partners in 
Coxan & Fox), Registered office : Dickinson Street, Manchester. 


Cardiff Electrical ‘Repairs, Ltd. (179,894).— Private com- 
pany. Registered February 23rd. Capital, £1,000 in £1 shares. To take 
er the business of electrical and mechanical engineers carried on bv 
E. A Waugh and T. Richmond at Northcote Lane, Cardiff, as the ©“ Сага 
El«trical Repairs Co., and to carry on the business of electrical, mechanical, 
moter, and general engineers and contractors, manufacturers, repuirers, fitters, 
nuo and decorators of motor-cars, &c. The permanent directors are: E. A. 
iuh, 36, Gordon Road, Cardiff; T. Richmond, 110, Claude Road, Cardiff. 
Ou4hbcation, £100. Remuneration, £30 per annum, divided between them. 
Merager: E. А. Waugh, Solicitor: T. J. Shackell, 2, Church Street, Cardiff. 


National Signs, Ltd. (179,824).—Private company. Re- 
gisered February 20th. Capital, £42,000 in £1 shares. To acquire the busi- 
cess of National Signs, Ltd. (in liquidation); to adopt an agreement with the 
ам old company and W. H.. Worrall (its liquidator), and to carry on the 
business of electrical and illuminated sign manufacturers, glass process 
sursers, Manufacturers of and dealers in advertising and other signs and 
ломе, &c. The subscribers (each with one share) are: W. H. Worrall, 
l. Gordon. Road, Ilford, incorporated accountant; H. H. Scott, 46, Hilldrop 
Road, N.7, engineer; G. M. Scott, 62, Ramsett Road, Tottenham, N.17, manu- 
faturer. Н. H. Scott is to. be chairman of directors. Qualification, £100. 
Remuneration, £150 each per annum. Registered office: Factory Lane, High 
Road, Tottenham, М. 


Townson & Chadwick, Ltd. (179,798).—Private company. 
Registered February 18th. Capital, 25.500 in £1 shares. To take over the 
busine of an electrician and general engineer carried оп by E. Townson at 
Bark Street; Bolton; as “ ‘Townson & Chadwick," and ta carry on the 
sum and the business of founders, manufacturers of and dealers in ma- 
chinery, a¢mature winders, gas engine and motor engineers, garage pro- 
prietors, &c. The first directors are: E. Townson, 7, Bank Parade, Preston; 
J. W. Telford, 12, Rock Avenue, Bolton. кошш, £100. Remuneration, 
#10 cach per annum (chairman £50). ecretary : J. S. Holt. Registered 
Aue: 118, Bark Street, Bolton. 


OFFICIAL RETURNS OF ELECTRICAL 
5° COMPANIES. | 


Boulton Magnetos, Ltd.—Particulars of £800 debentures, 
awherised January’ 3lst, 1822. Whole amount issued; charged on the com- 
p" s undertaking and property, present: and future, including uncalled capital 
di any). E SE ar : : | 


Projector Publicity Co., Ltd.—Debenture dated February 
УҺ, 1933, to secure £900, charged on the company's undertaking and pro- 
ty, present and future, including uncalled capital. Holder: Mrs. B. Cohen, 
Ll. Grosvenor Road, Canonbury, N.6 


Electric: Brass Wares, Ltd.—Particulars of £500 deben- 
tures. authorised February 156, ` 1922. Whole amount issued; charged on the 
oe undertaking and property, present and future, including uncalled 
Capita | 


i. Н. McBean, Ltd.—Debenture, charged on the com- 
pants undertaking and property, present and future, including uncalled capital 
^ any}, dated February 17th, 1922, to secure all moneys due or to become 
due пап company to N. P. and O. B., of England, not exceeding £1,000. 
British Mica Co., Ltd.—Issue on July 7th, 1921, of £800 


debentures, part of a series already registered. 


LES 


CITY NOTES. 


E | MR. A. G. Lupton presided at the annual 
Yorkshire 


meeting of shareholders, held in Leeds on 
Electric February 2lst. In presenting the accounts 
Power Co. ^ and the report (which was abstracted in 


| our issue of February 17th), the chairman 
said that the year under review had been a difficult one 
kot only on account of the three months’ coal strike, but also 
owing to the after-effects of the war. Nevertheless a slight 
Improvement had occurred, and he believed that throughout 
the company’s district the bottom of depression had been 
отсе, and he looked forward to a gradual decrease of unem- 
Pornent and a return to prosperity. During the mining dis- 
fute the supply had been maintained, although this involved 
the replenishment of stocks with high-priced coal. In spite of 
industrial depression the output of energy was at about the 
ame level аз in the’ previous year, which showed a great 
Increase upon the company’s previous records. Their charges 
being arranged according to a sliding scale, the decreases which 
tad taken place in coal prices had reflected upon the amount 

revenue. The reduction in. working expenses had,’ how- 
rer, more than compensated for the decreased income enabling 


the dividend of 8 per cent. on the ordinary shares to be main- 
tained, after paying interest on an increased capital, and 
enabling a slightly larger amount to be carried forward. ‘lhe 
speaker referred to the sanction given in February, 1921, to 
the issue of £130,000 debenture stock. Permission was now 
being asked to issue 111,672 6 per cent. cumulative preference 
shares of £5 each; and to promote a Bill in Parliament con- 
verting both the ordinary and preference shares into shares of 
£l denomination, and increasing the capital from £2,000,000 
to £4,000.000 with increased borrowing powers. Mr. Lupton 
referred to the Electricity Commissioners! inquiry into elec- 
tricity supply in the Aire and Calder district, and said he was 
confident that a satisfactory arrangement would be arrived’ at 
between the municipalities concerned and the company. ‘The 
growth of the undertaking had necessitated the erection of a 
new station at Ferrybridge and the laying of new mains; he 
reminded the shareholders that, whereas: the- company's 
revenue in 1905 was only £1,000. in the past year it was nearly 
£370,000. The company now had 440 miles of mains. At a 
subsequent meeting the powers asked for by the directors were 
approved by the shareholders. t 


Tue directors state that the capital ex- 

Metropolitan = penditure during 1921 was £234,356. The 
Electric Supply gross revenue was £538,470, an increase of 
-Co., Lta. £21,576. The working expenses were 

| £329,291, an increase of £10,653. £94,892 

has been put to the depreciation and reserve account, making 
£709,592, trom which there has been deducted £49,892, being 
the discount and expenses of the issue of £500,000 74 per 
cent. extension debenture stock made during the year, leaving 
a balance of £660.000. There is carried to the credit of net 
revenue account £114,287, which, together with the balance 
brought forward and interest and dividends on investments, 
makes а total of £149,184. After deducting interest on de- 
benture stocks, interest on loans and dividend on preference 
shares, there remains £73,609. The directors recommend a 
further dividend of 5s. per share on the ordinary shares (being 
at the rate of 10 per cent. per annum), making a total of 
Ts. per share, or 7 per cent. for the year. £3,609 remains to 
be carried forward. An issue of 0.000 74 per cent. ex- 
tension debenture stock, made last May, was largely over- 
subscribed. En | "A 
New connections, representing 4,277 kW, were added. 
making the total 53,077 kW. The erection of the additional 
20,000-kW plant at Willesden is proceeding satisfactorily, and 
the trunk mains to link up with the generating station at 
Uxbridge have been laid. It is expected that the first unit 
of the new plant will be put into operation in June next, 
and the whole scheme completed before the end of the year. 


. With regard to the inquiry held by the Electricity Commis- 


sioners on schemes submitted, the Commissioners have made 
a report, indicating the lines on which a scheme will be 
framed, but neither the London Electricity Joint Committee, 
1920, Ltd.. nor this company is satisfied with their sugges- 
tions. Any scheme will need to be carefully considered, and 
the board will not assent to any scheme until it has been 
approved by the shareholders. Meeting: March 7th. 


2 AT the annual meeting on February 94th. 
Fife Tramway, Mr. William Low, who presided, referred 
Light and to the disastrous effect of the coal strike, 
Power Co. and added that other reasons for present- 
| day trade conditions were uneconomic 
wages forced upon industry and the inability of foreign pur- 
chasers to buy British-made goods owing to high costs and 
adverse rates of exchange. Fortunately, labour and other 
costs were now on the downward grade. and with the recent 
reduction in the Bank rate, and with such relief in taxation 
as could be obtained through the exercise of strict economy 
on the part of Imperial and local government, industry should 
revive. Although the power and light output was less than 
in the preceding year, the business had continued to expand. 
The number of consumers connected was 3,327, as.compared 
with 2,955 for 1920. The extensions to plant and cables had 
now been completed, with the exception of trivial details. 
Should the hoped-for trade revival take place, there should 
be a marked increase in earnings in view of the increased busi- 
ness connected to the company’s system, the fall in cost of coal 
and wages, together with the economy which would accrue 
from the operation of the new plant. 


Ат the annual meeting оп Monday, Mr. 

South Metro- Н. St. John Winkworth gave figures indi- 
politan Electric cating the progress made during the last 
Light & Power tive years. In 1921 the total h.p. connected 
Co., Ltd... was 32,387, as compared with 21,411 in 
1916, and the number of customers 8,489, 

as compared with 6.985, while the net revenue had increased 
from £50,509 to £100,315. By means of modern equipment 
they were able to keep the cost of production down to the 
minimum possible in present-day conditions and so to offer 
favourable terms for power, lighting and domestic supplies. 
This had had the effect of stimulating the demand for supply. 
and there was every indication of increased business for the 
current year. The energy sold to the larger works and fac- 
tories was less than in the previous year, owing to the depres- 
sion in industry. With a revival in trade they might confidently 
look for a considerable extension in their sales from this 
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branch of the business. The speaker referred to the extended 
use of shop lighting and private house consumption, due to 
the removal of restrictions and the satisfaction of consumers. 
The gross receipts from all sources in 1921 were £216,808, com- 
pared with £199,037 in 1920, and the total expenditure was 
4116.493, compared with £116,216, representing a ratio of cost 
to gross receipts of 54 per cent., as against 58 per cent. The 
net revenue of £100,315, compared with £82,821 in 1990. It 
was difficult to forecast results for 1922, but the position up 
to the present had been well maintained. The power sold for 
the month of January showed an increase over last year, while 
there was a reduction in the coal consumed, and the price 
was, on the average, lower. 


W. T. Henley's The report for 1921 shows that a profit 
Telegraph of £203,079 was made. Directors’ and 
Works vo., Ltd. auditors’ fees, debenture interest, and 
amount written off for depreciation on 

buildings, machinery, &c., together absorb 

£35,339, leaving £224,740, plus £183,538 brought for. 
ward, and reserve against Government loans and trustee 
securities written back, £7,559, making a total of £415,837. 
From this the following are deducted: Income tax, 
£20.214; transferred to reserve account, £22,879; dividend 
on preference shares, £9,000; interim dividend on ordinary 
shares, £32,500; leaving an available balance of £325,244. 
The directors recommend the payment of a final dividend on 
the ordinary shares of 2s. per share, less income tax, making 
3s. for the year; this will require £65,000, leaving to be 
carried forward £260,244. Provision has been made in the 
accounts in respect of the liability for Corporation profits tax 
to the end of 1921. £27,121, being the premium of 4s. per 
share on 250,000 ordinary shares issued during the year, less 
the expenses of the issue, has been transferred to reserve 
account. The capital of Henley's Tyre & Rubber Co., Ltd., 
was, in the early part of the year, increased from £200,000 to 
£250,000. 'There has since been great depression in the tire 
business, but the company has maintained its position in the 
trade, and is ready to take advantage of any return of 


prosperity. Meeting, March 3rd. 
THE net profit for 1921, after payment 
Electrical , of interest, was £8,086, against £5,426 for 


Distribution of 1920. Including. the balance of £1,570 
Yorkshire, Ltd. brought forward, the total was 49,656, 
| against £6,579 for 1920. The dividend for 
the year is 6 per cent. free of tax. £2,000 is put to reserve 
(making it £10,000), and £2,934 is to be carried forward. The 
demands for lighting, heating and power continue to grow, 
and substantial extensions to mains have been inado. The 
Minister of Transport has made an order authorising the com- 
pany to proceed with the supply of electricity in the districts 
of Selby, Stanley, Featherstone, Garforth, Horbury, Otley, 
Penistone and Rawdon, and the order now awaits confirma- 
tion by Parliament. Applications have been made by the 
company for powers to supply electricity in other districts 
in the West Riding. The Electricity Commissioners have 
pubhisted their preliminary conclusions as the result of their 
inquiry respecting the Aire and Calder district. The con- 
clusions do not affect the company's powers of supply. During 
the year applications were received for 13,234 ordinary 
shares of £1 each, bringing up the issued share capital to 
£83,234. At extraordinary general meetings held on February 
22nd and March 15th. 1921, a special resolution was passed 
and confirmed increasing the nominal capital of the company 
from £100,000 to £150,000. 


THE capital expended during -1921 was 
£14,916. The connected load advanced 
from 10,035 kW to 10,929 kW. The con- 
sumers number 6,245. The available profit 
is £41,866, out of which £3,000 is put to 
depreciation, renewals, and reserve, £3,000 
to special reserve, £6.470 is required for income tax, and 
#1,115 for E.P.D., and other sums are absorbed by the de- 
benture interest and other charges. After paving the 
preference dividend (6 per cent. less tax) and distributing 
£518 to staff under the co-partnership scheme, 88. per share, 
free of tax, is to be paid on the ordinary shares, leaving 
£3,920 to be carried forward. The local rates have increased 
from £3,050 in 1914 to £7,400 in 1921, and the income tax 
from £1,500 to £6,470. These charges are equivalent to more 
than a penny per unit sold. The report briefly refers to the 
Electricity Supply Bill and the inquiry held by the Elec- 
tricity Commissioners. 

Two new 500-kW rotary converters have been installed. 
With the exception of £1.350 received in the year 1911 on 
the re-arrangement of the shares, the company has raised no 
new capital for nearly 20 vears, although during that period 
£75,000 has been expended on capital account. This year. 
however, it was found necessary to raise funds to meet the 
cost of extensions, and in December £95,000 of notes bearing 
1) per cent. interest, redeemable at the expiration of seven 
years, were issued at par. Units generated or purchased, 
1,650,537; total sold, 3.901.506. Meeting, March 7th. 


MR. L. E. Mataer, presiding at the an- 
nual meeting on Monday at Manchester, 
said that thev were able to pay the same 
dividend as for the previous year and to 
largely increase the carry forward. because of the large increase 
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in turnover and because of the profit on the large amount of 
work in progress brought in from the previous year. ‘Lhe 
percentage ої profit on turnover in 1921 actually was slightly 
less than in 1920. The increased turnover was made possible 
by their new extensions with their increased tool capacity, 
which were completed in time to augment their output con- 
siderably. Thus they were able to make deliveries before 
selling prices had fallen or their stocks had depreciated to any 
serious extent. They were not carrying forward to the current 
year so large a volume of work in hand as they did a year 
ago, and the value was also reduced by the lower prices now 
ruling. | 

‘The speaker referred with deep regret to the death of Dr. 
Edward Hopkinson, who had had altogether nearly 40 years’ 
service with Mather & Platt. This time last year he 
was able to report that they had more men employed in their 
shops than ever before. the result of that happy state of 
affairs was shown in the results of the year, but tor the last 
few months they, too, had been feeling the trade depression. 
Their output per man was decidedly increaeed over that of the 
preceding year, and although this was to some extent due 
to the more settled condition of labour, he considered that 
the system of payment by results which they adopted 
Wherever possible had contributed also to this result. The 
speaker referred to the threatened lock-out in the engineer- 
ing trade, and earnestly hoped that agreement might still be 
possible on a principle that all employers considered vital. 
Turning to the future prospects, he said that they were 
obtaining their share of such home contracts as were being 
placed, but they were not extensive. In France, where they 
had now established their own French company for sales 
purposes, business was affected adversely by the rate of ex- 
change, causing their former customers to await improve- 
ment, or sometimes even to accept the tempting offers of 
German firms. Russia was still a closed book, and would 
remain so until the Government there adopted a sound policy 
which would attract traders and provide something to ex- 
change other than useless paper. In India they had made 
good progress with Government departments, native firms, 
and British traders. The present unrest bad, of course, 
allected trade, but India, being made up of so many races, led 
one to feel convinced that united action was impossible, ex- 
cept on constitutional lines in accord with the best form of 
Indian patriotism. They had also work in their shops from 
other important countries such as Italy, Egypt, China, Japan, 
Brazil, Scandinavia, and Canada. 


i Ox February Brd Lord Ashfield presided 
London over meetings of the shareholders of the 
Underground four electric railway companies and the 
Railways. L.G.O.C., forming the Underground group. 
His remarks at each of the meetings are 

briefly summarised below. 

Metropolitan District Railway Co.—Lord Ashfield opened 
with a reference to the abortive conference between the 
London County Council and the Common Fund Group which 
had unsuccessfully endeavoured to reach a common basis for 
detailed negotiations regarding the London transport problem. 
He said that the matter had again been brought up by the 
appointment of the Royal Commission on London Govern 
ment, which was now sitting. The Underground companies 
were carefully considering evidence to be put before the Com- 
mission at a later date. While there was no objection to 4 
certain measure of public control by an independent body. 
it was thought that with the control should go a certain amount 
of protection. Only by private enterprise could the operation 
of London’s transport facilities be successfully carried out. It 
was not a question of large profits, which were not to be 
expected in urban transport, but the securing of a reasonable 
return upon the capital invested. The Underground railways 
had carried 16 per cent. fewer passengers than in the previous , 
year—a result which was an indication of the stagnation 
trade and industry, as a large proportion of the decrease was | 
in workmen's fares. Lord Ashfield then reviewed the ex- 
tension proposals which had been made and which had failed 
to secure the Government's approval. (These were briefly out- . 
lined in our issue of November 4th last, p. 609.) The Govern- 
nent was asked to guarantee the interest upon the capital 
needed to carry out the extensions, at a rate not exceeding б 
per cent. on a eum of between five and six million pounds. 
At the same time, owing to the existence of the Common , 
Fund, the guarantee would not in the ordinary course have 
involved the Government in any payment at all. However, 1t . 
was necessary to protect the Common Fund against diminu- 
tión by unfair competition, and therefore protection against , 
this was asked for. This was not approved, but new pro . 
posals were invited. A revised scheme had accordingly been , 
placed before the Advisory Committee under the Trade Facil- | 
ties Act, and it was hoped that this would secure approval. , 
The chairman next dealt with the Railway Act. 1921. The, 
proposal to include а London group in Part I of the Act , 
had been abandoned, and the Underground Companies there- , 
fore came under Part II. relating to the regulation of ral- | 
wavs. The group was excluded from Part ITI, which dealt | 
with railway charges, and the Electric Railway Companies , 
Fares Act, 1920. continued in force. The financial arrange: 3 
ments made, subsequent to the end of Government control. | 
were beneficial to the company. With regard to the new roll- 
ing stock, ordered in 1918, but only delivered during last year. 
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it was unfortunate that orders had had to be placed when 
prices Were at а maximum, but the exigencies had made it 
imperative. A temporary loan of £400,00U had been obtained 
‘rom the bankers for this purpose. ‘The past year had been a 
andactory one. For the first time since 1552 a dividend 
had been paid upon the ordinary stock; in 1852 the dividend 
was only 3/16 per cent. No one could be certain about the 
iuture, but Lord Ashfield thought that, having once succeeded 
in paving a dividend upon the ordinary stock, it should be. 
pasible gradually to increase the rate in future years. г 

London Electric Railway Co.—At this meeting the chairman 
wid that 1921 marked the turning point in expenditure. The 
ai in the Board of Trade’s figures of the cost of living had 
resuited in considerable reductions of bonus and salaries, repre- 
«ntng a saving of £240,000 per annum to the company. ће 
tual saving in expenditure during 1922 was estimated at 
гю. Many economies had been effected during the past 
сезг: a committee of otficers had been sitting from week 
to week reviewing in detail the whole of the company’s organi- 
atyn and methods. Ав a result, numerous improvements to 
гыш stock. had been made. The fall in the prices of ma- 
ters occurred too late in the year for a great deal of 
ienefit to be felt. During the year the balance of the deben- 
ше capital, £200,000, had been issued. While working ex- 
еше» had decreased, revenue had increased, resulting in a 
arer net income. А large amount of expenditure was in 
uispense owing to the delivery of rolling stock which had not 
vet been brought into use; the engineers were bringing this 
eut almost immediately. In conclusion, Lord Ashfield said that 
the continuing fall in expenditure was suthcient to maintain 
the company in its present position. 

Central London Railway Co.—Lord Ashfield stated that 1921 
vas the first year of continuous working of the Shepherd's 
Busb-Ealing extension. The railway and stations were inain- 
rained by the Great Western Railway, and the service was 
worked by the Central London Co. Unfortunately the com- 
pany's share of the traffic receipts had been barely suflicient to 
meet the expenses incurred. This was chiefly due to the high 
tares charged, which were 75 per cent. above pre-war rates. 
fhe eompany was endeavouring to arrange with the Great 
Western Railway to make the fares charged the same as those 
uu the rest of the company’s lines; this would lead to increased 
trate, The expectations raised by the revision of fares in 
I! had not been realised on account of industrial depression, 
"ut, nevertheless, the net income had increased by £94,553. 
The transfer of the power supply from Wood Lane to Lots Road 
vas still jn. progress, and a further expenditure of £11,900 
was contemplated in this direction. The chairman, in conclu- 
ion, said that although decreasing trattics were a source of 
«меу, the fall in costs would be sufficient to maintain the 
трапу аё its present level. : 

City @ South London Railway Co.—The chairman, referring 
t: the adverse effect of trade stagnation upon the companies’ 
тапс, said that the City & South London Co. had suffered still 
nore by reason of the inadequate facilities afforded by the 
railway on account of the need for enlarged tunnels and more 
шеп equipment. Conditions had not favoured the com- 
ichement of these improvements, but, in conjunction with 
Ше London Electric Railway Co., an application for financial 
stance was being made to the Government under the 
Tride Facilities Act. The need for reconstruction was empha- 
sæd by a decline of 23 per cent. in the number of passengers 
armed. It was hoped that their application would meet with 
the Government's approval and that they would be enabled 
^ proceed with the work during the present year. It was 
v'Hactory to note that working costs had fallen considerably. 
[iere was only one real obstacle before the company, and 
at was the large capital expenditure involved in making 
te railway a worthy partner in the Underground system. 


. Mn. Rosert Н. Benson presided at the 
. London Electric annual meeting of the shareholders, held 
Supply on February 21st. Presenting the report, 

_ Corporation, Ltd. he said that 1921 was a year of great diffi- 
| culty, chiefly on account of the coal strike 

wl high rates and taxes. When complaint was made that 
Mitte enterprise was blocking the way to cheap power, the 
tnie should remember, among other factors, the increase of 
mes. In the company's case these were £11,845 in 1914 and 
M In 1921. Local authorities should endeavour to give 
"if from these rates rather than taking on the risk of 
"ring electricity, perhaps to increase the rates. -The 
“upany had received a gratifving letter from the general 
dager of the L.B. & S.C. Railway testifying to the value 
“tle company’s supply during the strike, which enabled the 

_ Tay to continue its electric services unrestricted. The pre- 
n Position of the company was rendered unsatisfactory by 
Option of purchase in 1931 held by the London County 
- Эше], What was needed was an extension of tenure long 
"Ah to make it possible to borrow money at a reasonable 
“eand repay it by means of a sinking fund spread over a long 
| Lm Period not to penalise consumers of the near future 
T E benefit of consumers 50 years hence. The average 
: Uum of the company had been 1.3 per cent. per annum. 

| , qu none sav that the shareholders had had too large, 

xs ч of the price paid by the consumer for light and power? 
е пвп said that between 1903 and 1915 at least 14 private 
T ical Bills Were deposited in Parliament, involving expen- 
. “e amounting to £200,000 or £300,000. What was there 


to show for it? The technical improvements recommended 
in the Act of 1919, especially with regard to bulk supply, were 
the same as those proposed nearly 20 years ago, and might 
huve been carried out by this time. They would have kept 
the industry well in advance of the demand for power instead 
of behind, as at present. 


—— ÁN НИШАН 
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Stock Exchange Notices.—Dealings in the following se- 
curities have been specially allowed by the Exchange tom- 
mittee under Rule 148a :— 

Fellows Magneto Co.—23,654 ordinary shares of 10s. each, 
fully paid, Nos. 224,238 to 252,891. 

North Metropolitan Electric Power Supply Co.—£250,000 
8 per cent. cumulative second preference stock, partly paid 
and fully paid, after issue of allotment letters. 

Canadian General Electric Co.— $294,720 common stock. 

Montreal Tramways Co.—-$1,750,0U0 first and refunding 
mortgage five per cent. 30-year gold bonds, Nos. М15,613 to 
MlI1,252 (51,000); and [01,447 to D1,6u8 ($9500). 

The undermentioned securities have been ordered to be 
officially quoted :— ` 

Canadian General Electric Co.— $294,720 common stock. 

Montreal Tramways Co.—$1,750,000 first and refunding 
mortgage 5 per cent. thirtv-vear gold bonds (Nos. M15,613 to 
17,252, $1.000, and D1,147 to 1,606, $500. 


Bournemouth and Poole Electricity Supply Co., Ltd.— 
The capital expended during 1921 was £65,181. The net 
revenue was £45,193, and the profit on trading account 
£1,766, plus £6,536 brought forward, making £56,496 avail- 
able. After paving debenture and other interest, writing 
£1,733 off preliminary expenses, putting £14,000 to deprecia- 
tion, renewals, &c., and £5,000 to general reserve, the 
preference dividends (44 per cent. and 6 per cent.) are paid, 
and 6 per cent., less tax, for the vear on the ordinary, leaving 


£4,407 to be carried forward. Units sold, 6,377,163. Apph- 
cations received increased by 1,320 kW to 17,533 kW. 


| | In 1920 
the increase was 1.942 kW. 


Liverpool Overhead Railway Co.—Gross revenue for 1921 
£199,861; working expenses, including appropriations to 
reserves, £191,993; total passengers carried, 1921, 13,389,857, 
against 21,020,839 in 1920. There is available for dividend, 
including £5,577 brought forward, £13,508. The first instal- 
ment of the compensation payable under the Railways Act, 
1921, to this company was £17,937, and the directors had to 
appropriate £6,818 of this to pay the preference dividend. 
No interim dividend could be declared, but a dividend is now 
recommended at the rate of 5 per cent. for the vear on the 
preference shares, and £5,577 remains to be carried forward. 


Smithfield Markets Electric Supply Co., Ltd.—Gross 
profit for 1991, £10,802, as against £9,269 for 1990; net profit 
£9,701, against £5,718. £3,500 has been placed to deprecia- 
tion fund, and £400 to debenture stock redemption fund. A 
dividend of 5 per cent. per annum on the ordinary shares 
takes £3.000, £2,000 is put to reserve, and £1,549 15 to be 
carried forward. The output showed considerable improve- 
ment: lighting and power demands were both well main- 
tained. 


Companies Struck off the Register.—The following com- 
panies have been struck off the register, und are thereby dia 
solved :— 
booth's Economisers, Ltd. 

E. B. Magnetos, Ltd. 

Indian Railless Traction Co., Ltd. 

Kable Electrical Co., Ltd. 

Technical News, Ltd. 

Wallace Griffin Electrical Co.. Ltd. 
Western Counties Light Rajlwavs Co.. Ltd. 


North Metropolitan Electric Power Supply Co.—Letters of 
allotment and regret in connection with the issue of £250,000 
8 per cent. cumulative second preference stock of the North 
Metropolitan Electric Power Supply Co. were posted on Tues- 
day last week. The stock was subscribed. for over thirteen 
times by more than 3,000 applicants. 


Prospectus.—The Yorkshire есіте Power Co.—An 
issue of £558.360 in 111,672 6 per cent. cum. pref. shares 
of £5 each, fully paid. at £4 per share. was offered last 
week. It was advertised in the Press on February 23rd and 
was largelv over-subscribed on the same day. The proceeds 
of the issue will be applied to meet habilities incurred and 
expenditure contemplated in connection with important mains 
and plant extensions. | 


Underground Electric Railways Co. of London.—Interest 
on the six per cent. first cumulative income debenture stock 
was naid on March lst. less tax. at З per cent.. and coupon 
No. 98 of six per cent. income bonds, free of tax, at 2 per 
cent. | 


Shawinigan Water and Power Co.—A dividend of 13 per 
cent. for the quarter on the.common stock is announced. 


Uxbridge and District Electric Supply Co., Ltd.—After 
putting £10,000 to depreciation fund, a dividend of 8 per 
cent. is to be paid on the ordinary shares, carrying forward 
£393. i 


————— EE ий 
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- Vickers, Ltd.—The fóllowing final dividends for the half- 
year ended December 31st, 1921, are announced : 24 per cent. 
on preferred five per cent. stock, less tax; 24 per cent. on five 
per cent. preference shares, less tax; 24 per cent. on cumu- 
lative preference shares, free of tax. ;. 


Kensington & Knightsbridge Electric Lighting Co., Ltd.— 
Final dividend on the ordinary shares at the rate of 12 per 
cent. per annum for the half-year, making 10 per cent. for the 
year, leaving £4,014 to carry forward. 


- Midland Counties Electric Supply Co., Ltd.—Dividend on 
the ordinary shares at the rate of 4 per cent. per annum, less 
tax. for 1921, carrying forward £2,439. 


Oxford Electric Co., Ltd.—After paying a. dividend of 5. 


per cent. for the year on the ordinary shares, and putting 


£3,588 to reserve and renewals, £20 is to be.carried forward.. 


British Mannesmann Tube Co., Ltd:—A dividend of 4 рег 
cent., free ‘of tax, is recommended, carrying forward £55,913. 


AND SHARES. 
TUESDAY EVENING. 


THE violence of the upward movement in the Stock Exchange 
markets has received something of a check. Gilt-edged stocks 
are not so buoyant as they were. The floods of money which 
descended into the markets have shown signs of assuagement. 
People are even turning out stocks in some cases. Owing to 
the appearance of fresh new issues, offering undoubted attrac- 
tions, sales are being made of stocks and shares Standing at 
high prices, and the realisation of which gives their holders 
the opportunity for turning cash into other directions. Mar- 
kets are hereby rendered more elastic, but, of course, quota 
tions of the older stocks are bound to suffer. . 

How eagerly people are still on the look-out for sound in- 
vestments can be illustrated from the rapid manner in which 
subscription lists close within an hour or so of their opening. 
Stockbrokers know well enough that their clients have very 
substantial sums of money on deposit at the banks. This 
augurs well for the outlook; because, by degrees, the capital 
will find its way into the House unless, of course, it should 
happen that trade throughout the country improves. If this 
happened, money would be required for industry. At the 
present time there is not suflicient call for money in com- 
mercial circles for such a factor to enter into any real com- 
petition with stocks and shares combining reasonable rates 
of interest with sound security. | 

In the circumstances, it is natural that lists such as those 
we publish, dealing. that is, mainly with investment securi- 


STOCKS 


ties should make another healthy display. The rises this week ` 


are not so dramatic as those chronicled in our last number, 
but they are widely distributed, and in some cases are of 
&ubstantial amount. For example, Eastern Telegraph ordinary 
has risen a further 6 points on top of its similar advance of a 
week ago. The price is now 1834. Globe ordinary are no 
less than £1 up at 183, while Anglo-American preferred at 
98 exhibits a gain of 3 points. Indo-Europeans at 34 are 
again £1 higher. Great Northerns and others in this group 
are substantially better. The rise extended to wireless shares. 
On the formation of a Marconi Swiss company, the shares of 
the parent concern rose at one time to 40s., from which they 
reacted a little, though at 38s. 9d. the price is still 5s. higher 
on the week. Telephones are equally good, United River 
Plates at 6% being 7s. 6d. up; Chile Telephones at 5 7/16 are 
38. 9d. better. Radio Corporations have dropped sharply to 
13s. 6d., the preferred also receding to 12s., the Americans 
turning round sellers of the shares 1n consequence of the fur- 
аа rise in the value of the pound as compared with the 
ollar. | 

Electricity supply shares are good throughout. Rises of 
Әв. 6d. to 7s. Gd: are marked freely down the list. Not only 
are the ordinary shares wanted, but the preferences also 
attract buyers. City of London preference at £1 are a shilling 
better. Edmundson’s cumulative preference at 3 and the 
company’s non-cumulative preference at 30s. have almost 
doubled in price within the past fortnight. Urban prefer- 
ence spurted to 27s. 6d. The provincial shares are also harder. 
Newcastle-on-Tyne ordinary at 12s. 6d. for old and new 
alike are both firmer, though the company’s 6 per cent. 
second debenture at 92 is below the best. Notting Hill ordi- 
nary shares receive 8s. tax-free this time. as against 8s. less 
tax a year ago. The Metropolitan Electric dividend is 7 per 
eent. for the year, the same as that for 1920. 

Anglo-Argentine Tramways Ist preference enjoyed an un- 
expected rise of 115. Зі. The shares had been recommended 
for investment, and the recommendation was во eagerly taken 
that the sellers found themselves short of shares. To induce 
a supply, the price was sharply advanced, without, apparently, 
meeting any great success up to the present. Svmpatheti- 
cally the 5 per cent. debenture went up 4 to 764. British 
Columbia Electric stocks are better, with the exception of the 
deferred, which lost a point of its last week's gain of 3 points. 
Brazilian Tractions are 4 up, at 40. 


.In ,the Home Railway group, Central. London assented 


ordinary at 60 has gained 4, but the market generally is à 
little uncertain, and beyond a reaction to 24 in Underground 
Electric ordinary sbares, no particular changes have occurred. 
The prior-charge stocks remain firm, though here the ге 
cent extraordinary rise has brought in a few sellers, and the 
supply of stock available for purchasers is accordingly widened. 


ene 


Central. 


London 4 per cent debenture stock at 74 has gained 


a point, but on the other hand, London Electric 4 per cent. 
preference at 70 is below the best price touched a few days 


ago. | 


.It is expected that the allotments of the Yorkshire Elev- 
tric Power preference shares will be out. this week, and a 
good deal of interest attaches also to the allotments of the 
North Metropolitan preference stock, which will be in the 
hands of subscribers before this paper is. | | 

Babcock & Wilcox recovered to 23, and iron and steel shares . 


keep up fairly well. 


British Aluminium at 15s. are easier. 


The cable manufacturing shares are good throughout, rises 
having occurred in Callenders, Henleys, Telegraph Construc- 


tion and Siemens. 


The last-named at 25s. are 2s. higher on 


the week. General Electrics advanced to 218. 9d., the prefer- 
ence to 20s. 9d., and English Electric preference at 135. 0. 
are 1/16 up. Edisons recovered 1s. to 5s. There is more dis- 
position now than there has been for some time past to lock 


with a friendly eye upon low-priced electrical shares. 


The 


rubber market is the turn harder, for which a faint recovery 


in the price of the raw produce is responsible. 


. Las& week it was mentioned as a matter of interest, that 
36 prices in our lists were higher. In spite of the slight 
Stock Exchange reaction, due to the less rapid pace of the 
purchasers; our tables of 70 stocks and shares have 40 rises 


to their credit. 


. SHABE LIST OF ELECTRICAL COMPANIES, 


Номи ELECTRICITY COMPANIES, 


Dividend. Price 
^ —.  Feb.98, Rise or 

Е N у : 1919. 1990, 1993. fall. 
Brompton Ordina ee ee * эе 12 19 1 + 
Charing Cross Ordinary EA eo 7 8 + 
do. do. do. 4 Pref. .. t |. — 

Chelsea ee ae ae ee ee 4 Я 6 4 + i 
Cur ot Eondon ee - ee -.@6 ee 18 14 1 | — 

‘do. do. 6 per cent. Pref... 6 6 1 +1/- 

County of London ..  ...  .. 8 8 10) ti 
0. do. б per cent. Pret... 6 6 9 — 
Kensington Ordinary .. |... . oo 7 9 А — 
London Electric... .. .- « 2 19 17% — 

- do, do. 6 per cent. Pref... 6 6 + 
Metropolitan , .. Re 9X4 y e $ 7 4 + 2 
do. | 4% per cent. Pret... . 44 4 А — 
St. James' and Pall Mall .. .. B 19 7 +3 

South London ee ee ee ee 6 * 1 * — 
South Metropolitan Pret. ‘oe Я ee 1 7 1 + тя 
Westminster Ordinary.. .. .. 0 10 + 
TELEGRAPHS AND TELEPHONES. 
d Anglo-Am. Те], Pref, ee ee ee 6 8 98 +8 
И dos ph er. ee ee ae n 1% 204 +14 
Chile Telephone oe өө өө + у 
Сора Вар. Ord. oe ee ee ee q Ы Go M 
Eastern Extension... ss .. 10 10 1 + ё 
Eastern Tel. Ord. p^ os . 10 10 1 +6 
Globe Tel, апа Т. Ота. се . 0 10 1 +1 
do. do, Pret. ee ee 6 L] t 1 + é 
Great Northern Tel. ..° .. »« WM M +3 
Indo-Buropean ee ee oe ? ee. 10 10 | 84 + 1 
Marconi eo ев oe ee ое 35 15 li + 4 
Oriental Telephone Ord. ee ee 12 19 3 $ == 
United R. Plate Tel. .. .. .. 8 8 e +] 
West India ара Panama  .. . Nil Ni bj- — 
Western Telegraph .. .. `.. Ш 10 188 + 3 
dE: Номи Ras, 
С mitral Landon Ота. Assented .. à 4 60 +1 
Me olitan es ee ee ee n 1 85 - — 
: lO. . District.. ee ee N N 96. — 
Underground Electrio .. Nil Nil —i 
` ão. ; do. "nA s ee Nil Nil 6 === d 
do. do. Income. б oe А 4 T7 "R 
Ковктан Trams, &o, . 
Anglo-Arg. Trams, First Pref.  .. 1 + ү 
A Ана, Тав and Prot а Mi of » +3 
do. do. брег cent. Deb. b b 763 +4 
Brasil Tractions Sete c de „ Ni NI 4 +4 
British Columbia Eleo. Rly. Росе... 5. 5 — 
do. do. eferred .. Б  98j- 48 
do. do. Deferred .. B 194. 6 — 
5 do. do. Deb. ee t ` 65 + ё 
Mexico Trams. 5 per cent. Bonds.. Nil М = 
. до. до. 6 percent. Bonds.. Nil Nil — 
Mexican Light Common .. - Ni Ni 1 = 
do. Pref. ee. ee ee Nil Nil -—- 
do. 1s Bonds .. .. NU 5 | +9 
NP MANUFACTURING COMPANIES, 
Baboock & Wilcox .. .. .. 15 16 + А 
British Aluminium Ord,. .. .. 0. 10 15}- — + 
British Insulated Оға. ee oe 15 16 - 1 - 
Callenders 60 ое xu 12 +; 
95 Pref. ee ee ee 6) 6) 1 + ў 
Crompton ‚ое c c c. 10 10 16/- ^o 
Rádison-8Bw e ee ee 10 меры 5/- + 1/. 
do. do. 6 per cent. Deb. өө 5 5. 6 03 · - ` 
Blectric Construction .. өө oe .10 10 18/9 — 
English Elec 6 ee ee ee 8 8 10/- — 
| do. Pref. ee oe oe 6 6. 18/9 + Y 
Gen. Eleo. Pret... ‚ ee ee [E 7 6 6 20/9 +14 | 
о, Ord. ee ee ee ee ti 10 : 22 +16 
oe ee be өө e^ + т 
ёо. : Pret. T) ee: oe ee == 
India-Rubber . 9" ee oe ee d E. af — 
Met.-Viokers Pret, еэ ee ee В В 1 = 
Siemens Ord. 75 ee ee oe 10 10 96]. - 9/- 
Telegraph Ogn, ce `s oF co € 80 95 +1 
i * Dividends paid tree of Income Тат. 
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THE INTER-CONNECTION OF A.C. POWER STATIONS. 


05 
а 


Ву L. ROMERO, A.M.I.E.E., and J. B. PALMER, A.M.I.E.E. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) ; 


Tre paper discusses the special factors to be considered when 
емиш an inter-connecting link between two a.c. generating 
stations, With special reference to the importance of power 
factor phenomena, both on technical and economic grounds. 

The division of load in any desired proportion between two 
alternating-current power stations depends wholly ou the 
adjustment of the steam supply to the prime movers. ‘The 
шеге adjustinent of the field strength of generators, or the 
raising by other means of the voltage at the " sending ” end 
of the interconnector, only causes wWattless kilovolt-ainperes 
to tow around the circuit formed by the generators at the 
two power stations and interconnecting cable, the true power 
or kilowatts remaining unaltered, except for the load added 
by the copper loss in the interconnector. Adjustment of 
vutage, ш addition to steam control, is necessary 1n certain 
conditions. . 

There are three main conditions of voltage | relationship 
under which power сип be transmitted between two power 
stations, VIZ. :— 

(1) Station. voltages constant and equal. The mean power 
factor of transmission Will remain at a constant lead- 
ing value, the power factors at the station ends of the 
interconnector varying (but. only within. small limits) 
in opposite directions as the load varies or reverses 1n 
direction. 

(2) Station vollages constant and unequal. The power 
factor of transmission will vary with the load in the 
direction of lag to lead as the load increases, and rice 
rersa as the load decreases. This method is suitable 
only for transmission of power in one direction. 

(3) Station voltages varied by booster or other means as 
the load varies. The power factor may be kept con- 
stant at апу desired value within. the range of the 
voltage variation available. 

Under condition (1) power up to the capacity of the line 
may be transmitted in either direction without varying the 
voltage or mean power factor at all. However, the majority 
of power stations are probably unable to receive and absorb 
into their systems a bulk supply at a leading (or even unity) 
power factor, without very serious disturbance to their operat- 
mg conditions. This method has, therefore, only a limited 
ted of application. unless special measures are taken to 
supply the large wattless component which might be required. 

Under condition (2) the voltages are usually fixed to give 
the most desirable power factor of transmission. at full load. 
This method 15 used with success in cases where load is 
transinitted in one direction only. Its advantage over 
method (1) is that it makes it possible to transmit a fixed 
bad at any desired constant power factor, but it is only suit- 
able for transmitting power in one direction, as a reversal of 
power would flow at a low leading power factor. Further, 
as the load varies the power factor of transmission also varies 
within wide limits, and lastly, with a large voltage-difference 
in the circuit it would hardly be practicable to operate with- 
out a regulator of some kind for the purpose of reducing the 
voltage-difference when synchronism is approached or de- 
parted from, as without this provision the sudden making or 
breaking of the large wattless current which would flow at 
no load would have serious effects on the busbar pressure at 
one or both stations. These considerations appear to rule 
mta fixed^voltage-difference, where that difference has to be 
arge, although this method gives fairly good results under 
favourable conditions, and where the transmission of power 
к to be in one direction only. 

Condition. (3) will be necessary in the majority of cases. 
The variation of voltage may be obtained either by (a) vary- 
In! the busbar voltages at one or both stations, or (b) intro- 
ducing “ boost" in the intereonnecting line. 

The introduction of boost into the interconnector is the only 
renerally applicable method of varying the voltage relation- 
ship between the two stations. The variable boost in the 
ine can be introduced by induction regulators, static boosting 
transformers with step-by-step regulators, or variable regu- 
lating tappings on the main transformers. 

For large powers and high voltages the step-by-step regu- 
lator is at a disadvantage owing to the difficulty in building 
remote-control switchgear which will connect with the 
armrgs of the main or auxiliary transformers in the proper 
*quenee without breaking the main circuit. The latter re- 
(urement involves the provision of pilot contacts connected 
lo preventive resistances or reactances in order to avoid 
hort-circuiting sections of the transformer winding when 
Ming from one tapping to another. The preventive 
resistances should be capable of carrvine approximately full- 
^^ current at а voltage equal to the difference in pressure 
of adiacent tappings, and in frequent operation the duty mav 
he very heavy. The difficulties encountered in the past with 
this type of apparatus are not insurmountable, and apparatus 


which, it is believed, will give satisfactory operation, is now 
1n process of development. 

Contactor and tace-plate step-by-step regulators аге limited 
to pressures of about 3,000 volts, and their use generally 
entails the provision of step-down transformers to bring the 
voltage on the switchgear within. this innit, with an 
additional transformer to apply the boost at the required volt- 
age. ‘These transformers would each require to have a 
capacity in the same proportion to the full-load rating of the 
interconnector as the voltage boost is to the line voltage 
(allowing for transformer ratio), and the otherwise simple 
and inexpensive arrangement of contactors or face plates 
becomes formidable under these couditions. 

Contactor-type regulators have been constructed which vary 
the voltage on the Ime by shifting the neutral point of a 
star-connected three-phase transformer progressively up or 
down the winding, four or tive taps being provided for this 
purpose. — In order to limit the voltage between the con- 
tactor and earth to safe limits the neutral point must be 
earthed in the regulator, and the system can, of course, only 
be arranged in connection with a star-connected winding. In 
spite of these limitations, however, this type of regulator 
undoubtedly has its field of application. 

An induction regulator is in eflect a transformer having 
one winding movable with respect to the other. It can be 
wound for pressures up to 11.000 volts, and at this voltage is 
equivalent to the two апхШагу transforiners and. switeligear 
constituting the steo-by-steo regulator. А | 

Interlinking schemes are often required to transmit power 
in either direction at short notice. This requirement sim- 
plies the Jav-out and design. of the main and auxiliary 
apparatus to the extent that the plant at one end of the line 
сап be a duplicate of, and interchangeable with, that at the 
other end; but the cost of the installation may be increased 
by it. " 

In interconnection schemes involving the transmission of 
large amounts of power over considerable distances it is often 
desirable to install regulating plant at both ends of the line, 
each regulator providing half the total capacity required; 
otherwise the voltage boost provided by the regulator nught, 
in some cases, bring the resultant voltage to a value too far 
above the nominal transmission voltage. 

The power factor at which the transmission. of power over 
the interconnector is to be effected is an important considera- 
tion, since the capacities of the line, main transformers, and 
auxiliary apparatus, depend on it. Further (and especially 
when the power factor of the normal connected loads on the 
interlinked power stations is different), it might easily happen 
that the station receiving power would find itself loaded with 
wattless kilovolt-amperes to such an extent as to neutralise 
the advantage anticipated from the interconnection. When 
the two stations concerned are under the control of one 
authority, the division of the wattless component will 
probably be decided on the basis of joint maximum economy, 
but when one authoritiy is purchasing power in bulk from 
another the power factor at which the sale of power 1s to be 
effected should be agreed upon after full investigation. 

Transmission at unity power factor has some considerable 
advantages. The capacity of the line and transformers, as 
shown in the paper, can be materially reduced, while the 
transmission losses are a- minimum. 

In the author's opinion, while no general case can be made 
out for the use of synchronous condensers in connection. with 
the interlinking of power stations, particular cases will arise 
in which substantial economies can be effected by their use, 
and this possibility should alwavs be kept in mund when 
installing or extending an interconnecting transmission Dre. 

The method of calculating theoretically the “ svncehronising 
power " of an interconnecting line is dealt with in. appen- 
ices Т and ТГ, and observations of one of the authors on 
the long-distance h.p. transmission svstems m the U.S.A. 
and Canada are added in Appendix TIT. 


——— 


d DISCUSSION IN. LONDON. 


Mr. P. V. HENTER opened the short discussion that followed 
the reading of the paper by congratulating the authors on 
having included so much useful information into so short 
a paper that contained so few diagrams. He emphasised the 
fact that the load was entirely controlled Бу the steam side 
of the system, and explained that he had seen " phase swing- 
ing" which was purely mechanical and not an electrical 
condition at all. Those points were fundamental ones. He 
preferred the induction regulator, although 16 was more 
expensive, but ‘it would invariably pay to use it, particularly 
as by winding the regulator with tts series winding in two 
halves connected in reverse series the resultant voltage could 
be brought into phase with the applied voltage. He did not 
care for the title of the paper, because it was not stations they 
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Interconnectors 
they should also 


wanted to interconnect, but the networks. 
should never exist for that purpose alone; 
be made to serve’ as feeders. 
authors would be the practical solution in future. 

Mr. F. H. CLOUGH pointed out that the lagging or inductive 
component had not been properly dealt with in the paper. 
He explained that in the case of short tie lines danger might 
urise from the fact that the total capacity at both ends might 
be considerably larger than could be safely dealt with by the 
switchgear, whereas with long lines such trouble might not 
arise. 

Mr. Н. Brazik discussed the methods of earthing the neu- 
tral point, and quoted figures from actual practice to show 
that the difference in potentials. that existed. between the 
neutral points. of two machines operating in parallel was 
mainly due to the wave form. and was not, in his opinion, 
sufliciently well appreciated. Machines might not function 
at all in parallel unless a resistance was inserted in circuit, 
and when earthed withcut resistance there might be a con- 
siderable loss of neutral point current which was a continuous 
loss and by no means a negligible one. They. should en- 
deavour to reduce the cireulating currents as much as possible, 
and vet allow the full current to pass whenever а fault 
occurred, and in his opinion. the use of powdered carbon 
resistance would go a long way towards the attainment of 
C that aim. 

Mr. J. M. DoNanpsoN, M.C., would not go «o far as Mr. 
llunter and say that every tie line must also act as a feeder 
because of the painful cost that would be incurred by the 
adoption of such an arrangement. Не gave some details of 
the manner m which machines were operated in parallel at 
the Brinisdown power station cf the North Metropolitan Elec- 
tric Power Supply Co., where the voltage was regulated at 
one station only; at the other only the excitation was con- 
trolled, so that the power factor would be somewhere near 
that of the station if it was doing its share of the work. 
Since interlinking the stations the number of cable faults 
had increased. He did not favour the use of induction regu- 
lators in connection with a three-phase supply system. 

MR. G. W. PARTRIDGE recalled that 30 years ago he had the 
privilege of connecting the first two stations in London (pro- 
bably in the world) together. The problems of inter-connect- 
ing stations that were joined by short or long lines were 
entirely different; when two stations were far apart they 
could afford to take risks, but when they were near together 
it was essential to provide for the sub-division of the system 
immediately anything went wrong. In operating the station 
at Deptford (London Electric Supply Corporation, Ltd.) and 
that at Greenwich (South Metropolitan Electric Light and 
Power Co., 144.) in parallel no trouble at all was experienced ; 
governors regulated the load, and the power factor was con- 
trolled by means of the excitation. He was inclined to agree 
that the induction regulator was the best. | 

Mn. А. R. Everest asked what the authors meant by “ the 
synchronous power which will flow through the line "? They 
did not mention the internal constants of the generators with- 
out which he thought they could not calculate the power re- 
ferred to. M 

Messrs. L. Romero and J. B. PALMER, in reply to the dis- 
cussion, agreed with- the remarks that had been made con- 
cerning the title of the paper, but there would be cases in 
Which the stations only could be interconnected and not the 
networks. The cost of induction regulators in the case of 
short interconnectors would: be prohibitive. It was not neces- 
sary to make use of all the forinule that were piven in the 
paper, because all that was required could be obtained by a 
little manipulation of the modified Kapp diagram they had 
included in the paper; the point was that the required 
information could be obtained graphically. The Board of 
Trade rule that the earth connection shall be made at one 
point only on the system would have to be modified, and 
it was important that the whole of an interconnected sys- 
tem should be controlled by one man. They agreed that there 
were two classes of links—namély, short and long ones; the 
conditions were different. 


г, 


tg 
DISCUSSION AT NEWCASTLE-ON-TYNE. 


At the North-Eastern Centre of the Institution Messrs. Т. 
Romero and J. B. Palmer read their paper on January 23rd; 
Dr. W. M. Thornton presided. 

Мк. J. R. BEARD, in opening the discussion, said еу were 
living amongst interconnection, and perhaps some of them 
were inclined to regard it merely as a detail, but it was 
really a matter of importance. The first question that was 


raised where there was much interconnection was that of. 


pressure, and they had found it in that. district necessary to 
use а lot of regulator '' boosting." . In America it seemed 
that it was very unusual to use regulators at all—apparatus 
which all tried to avoid if they could. but do as they would 
they usually required a certain number. As to induction 
regulators, they met the same difficulties as were mentioned 
in the paper—that was, phase displacement, and he confirmed 
the authors’ remarks as to the use-of regulators doubly wound 
to prevent that effect. The Brown, Boveri regulators they 
had installed were still in a very good state, and carrying 
on to the present day. Thev were of a very simple type and 
were used at present up to 20,000 volts and, apart from some 


lhe scheme outlined by the. 
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minor troubles when they were first installed, they had given 
very satisfactory service. At first the tapping was not quite 
satisfactory, and they got a little local surging, but the tap- 
pings were strengthened, the arresters were scrapped, and for 
the last seven years they had not heard a word of com- 
plaint. Regarding the use of synchronous condensers to in- 
crease the mains capacity, if they installed such plant at 
one end of the line and the demand for electricity continued 
io increase, then, sooner or later, they would encounter the 
problem again, and they could not meet it unless.they put in 
another feeder, in. which case the expense of the synchronous 
condenser was more or less wasted. The only way that diti- 
culty could be overcome would seem to be to employ portable 
condensers, so that they could be moved from point to point 
as they were wanted. He supposed that it was, perhaps, be- 
cause load factors in. America were so high that they did not 
require to use so many regulators. 

Mr. W. A. BurGess seemed to think it necessary for suc- 
cessful intereonnection that there should be something more 
than hand control. He thought it should be feasible to devise 
some kind of valve to control the steam input to the turbine 
Which might be operated. from the circuit. АП the trans- 
formers that had been referred. to were old types; there 
seemed to be room for improvement. 

Mr. Нсенеѕ said the problem in the North-Eastern district 
was not quite the sume as those in many others. There 
the linking-up was between different stations of one company, 
or system, and they had not to face those difficulties which 
arose because one company was buying energy at a had 
power factor. Their position was not quite analogous to that 
of the companies which had to balance at the end of the 
vear to see how they stood, 

Mr. W. H. Clothier, Mr. Willis, апі Mr. Crompton also 
raised questions, and 

Mr. J. B. PALMER, in the course of his reply, said that so 
far as earthing in the States was concerned, generally he 
thought there was no restriction, and earthings were imade 
frequently. The fact was that there was a great ditliculty in 
getting an earth at all. He agreed that a synchronous ton- 
denser was suitable in а district where there were conditions 
such as ruled on the North-East Coast, but in the case they 
had in mind when the paper was written, a case of two 
small stations, the argument would not apply. 


INDIA, 


(From Our SPECIAL CORRESPONDENT.) 

Tue Bombay telephone service has come in for very severe 
criticism during the last few months; and, broadly speaking, 
much of it has certainly been deserved. "Ihe telephone com- 
pany appears to experience great difficulty in securing the" 
services of efficient operators. Most of the trouble appears 
to be eaused by the personal element, and not by electrical 
equipment. Serious complaints are now made by the publie 
in Caleutta and Rangoon of the inefficiency of the telephone 
services afforded by the companies in those cities; and the 
Government has for some time been discussing with the 
companies what measures can be taken to improve the 
services. The companies are willing to extend their systems. 
and to install improved apparatus on condition that they are 
guaranteed security of tenure under their licences for à 
further period of at least 90 years. "They insist that in view 
of the increase in working expenses, and the additional capital 
outlay that is involved, some enhancement in the maximum 
connection rates charged the public shall be allowed. Draft 
agreements have been drawn up (says the Associated. Press) on 
these lines in consultation with the representatives of the 
companies, and have been referred to the local Governments 
for their opinions after consulting the representative bodies 
concerned. It is to be expected that if the agreements on 
the lines proposed are approved the companies will be able 
before long to afford services of marked improvement, and 
it is hoped the funds required to finance the undertakings 
may be raised in India. 

During Lord Northcliffe’s flying visit to Bombay his atten- 
lion was called to the vital questicn of the transmission of 
news between Home and the East, and he confessed that it 
was difficult to understand why the French papers in Indo- 
China receive columns of news by wireless from Paris each 
day. while India receives little, and sometimes none at all. 
In Honolulu as much American news appears by wireless as is 
given to the average American paper, and T.crd Northcliffe 
points out that the Far East is a great field for German 
propaganda of a nature that the sender considers likely to sow 
discord among the Allies, or likely to lower their status in 
other countries. 

Mention has previously been made in these notes of the 
Laxapana-Aberdeen hydro-electric scheme. It appears that 
the Director of Public Works (the Hon. Mr. T. H. Chanman) 
has recently made an extended tour in Canada and Switzer- 
land. where hydro-electric schemes are more extensive than 
in other countries. Mr. Chapman went to study the methods 
employed in those countries, and to see how far they could be 
adapted to suit conditions prevailing in Ceylon. He came 
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away more than ever impressed with the importance of 
launching à hydro-electric scheme in Ceylon without delay, 
and has prepared а voluminous report, in the course of which 
һе reviews the subject in the light of the additional know- 
iege he acquired during his tour. It is well known that 
sir William Manning agrees with Mr. Chapman that the 
Laxapana-Aberdeen scheme offers vast possibilities; and that, 
wthough at might not become a paying proposition. so far 
a the Government is concerned, it would certainly constitute 
a vitally important factor in developing to the full the 
economic resources of Ceylon. | 

It is announced that the Government of India has decided 
tw constitute a National Electrotechnical Committee, in 
4cordance. with the resolution of the Chamber of Govern- 
nent Delegates at the International Electrical Congress of St. 
Louis in September, 1904. 

The Government is of opinion that the appointment of a 
national committee may be left in future to the recently-con- 
stituted Institute of Engineers (India), but this institution 
will not possess the necessary authority until it is three years 
ud (1.e., in September, 1923). In the interim the Govern- 
ment Committee will consist. of Messrs. A. F. Coubrough 
(Mather & Platt, Ltd., Calcutta); A. Cochran (Burn & Co., 
Calcutta); С. D. M. Hindley (Chairman Port Trust, Calcutta). 

Subscriptions hitherto paid by the Government of India as 
a «hvention to the Commission, and towards the cost of its 
publications, will in future be paid by the Committee, to 
which the Government of India will, for the present, make 
m annual grant of £130. 

The workshops of the Indian Telegraph Service in Calcutta 
now rank as one of the principal undertakings in the city. 
lie work undertaken includes the production of steel poles, 
masts and fittings, and a large proportion of the telegraph 
mstruments used by the department, telephone exchange 
switchboards, certain wireless requirements, and the main- 
tenance of the postal fleet of forty motor lorries in Calcutta. 
In the instrument branch a system of apprenticeship has 
heen introduced, which is expected to produce a body of 
workmen skilled in high-class work. 


THE NORTH-WEST MIDLANDS ELECTRICITY 
DISTRICT. 


COMMISSIONERS’ LOCAL Inquiry. 


\т the Town Hall at Wolverhampton on February 2lst, the 
Мешеу Cominissioners—Sir John Snell (chairman), Sir 
Harry Haward, Mr. H. W. Booth, and Mr. W. W. Lackie, 
who were accompanied by Mr. D. S. Cumberlege—opened an 
пту respecting the area to be included in the North-West 
Midiands Electricity District,* and to consider a scheme that 
has been submitted by a Conference of Authorised Under- 
пикет for the establishment of a Joint Electricity Authority 
In that area. 

The counsel engaged in the inquiry were: Mr. W. Tyldesley 
Jones, K.C., and Mr. Graham Milward (for the Conference 
propounding the scheme), Mr. W. Clode, K.C. (for the 
Niropshire, Worcestershire, and Staffordshire klectrie Power 
Supply Со.). Mr. R. Harker (Walsall Corporation), Mr. A. B. 
Мем (Newcastle-under-Lyme), Мг. H. H. Јоу (Cannock 
Chie Coalowners' Association and Stone Gas & Electricity 
(0). Mr. Alfred Tyler (Cannock Chase Colliery Co., the L. 
and NW.R.. the G.W.R., and the Midland Railway), and 
Mr. R. T. Sutcliffe (Potteries Electric Traction Co., Ltd.). 

Other local authorities were represented by their clerks. 

Mr. W. ТүррЕзЕү Jones, K.C., explained that only one 
“heme had been put forward, and there was no oppo- 
әп to it. There were, continued counsel, differences 
M opinion. as to the best method of carrying out the 
mentions of the Act of 1919, but as regarded the main prin- 
ciples, there was no difference of opinion between theim. 

learned counsel went on to вау that there existed in the 
ita the Shropshire, Worcestershire, and Staffordshire Electric 

Power Co., which obtained in 1903 powers to supply autho- 
rv] undertakers in those counties. In 1905 and 1906 the 
company’s powers were extended, and in 1918 it acquired pro- 
“sional orders empowering it to supply part of the district 
otide the district which that inquiry was dealing with. In 
1% the company obtained from Parliament powers to erect a 
lew generating station and increased powers. The local 
althonities and the Midland Electric Corporation for Power 
‘istribntion, which were supplying the north-west district, 
tok the view that it was desirable in the publie interests that 
the powers of that company (which had never been exercised) 
"dd be cancelled. The Bill was strongly oppcsed by a con- 
ence almost identical with the one for which he appeared 
Wit day. The result was that without official sanction, the 
трапу could not supply energy to апу authority that it was 
mt sunplving on April 25th, 1918, until two vears after the 
"M of the war. The war terminated officially in August, 
"Л, so that the company was sterilised until August, 1923. 
It would be for the proposed Joint Electricity Authority to 
‘ply for the determination of that company should it so 
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desire. The view taken by the Conference he represented 
was that for the Joint Authority to be a success it ought to 
own and work the generating stations. All the authorities 
represented at that Conference were willing to transfer their 
generating stations to a Joint Authority. ‘the Conference did 
not include representatives of the Walsall Corporation; 
the latter accepted the principle of a Joint Authority, but 
had certain modihcations to propose. There were 14 generat- 
ing stations 1n. the area, eleven undertakers, eight local autho- 
rites, and three companies. The administrative board of the 
Jont Authority should. be representative of the authorised 
undertakers supplying the district and not big consumers. 16 
was proposed that three new generating stations should be 
erected at Rugeley, Stoke, and Ironbridgze. 

Counsel added that it was unique there should be no oppo- 
sition to the principles of the scheme. The first objection 
came from Walsall, which agreed to the revision. of the 
boundaries and the setting up of a Joint Authority, but 
objected to the proposed representation, its point being that 
no small group of two or three undertakers should have power 
to out-vote the other authorities. Walsall asked, further, that 
having regard to geographical and other reasons, the area 
should be divded into two, with financial autonomy. To that 
counsel was opposed. Walsall objected also. to. handing over 
its generating station, but there was no power to take the 
station. compulsorily, and the scheme coule go forward. with- 
out it. A number of district councils clatmed representation 
on the Joint Electricity Authority. The Stafford Power Co. 
objected, as it held. certain powers under an Act of Parlia- 
ment to supply certain areas. within. the district, but those 
powers had not been utilised. Neweustle-under-Lyme ob- 
Jected principally to the taking over of the generating station, 
and raised the question of compensation. Cannock wanted 
representation, and would get it, as it was about to take a 
supply of energy from the Wolverhampton Corporation. 
Tettenhall, like other local authorities, wanted representation, 
but counsel observed that if the Wolverhampton Extension 
Order passed through Parliament, Tettenhall as a separate 
body would cease to exist. ‘They were not, he said, interfering 
with Tettenhall’s position at all. If Tettenhall wished to buy 
the undertaking of the Midland Corporation in its area, it 
would get under the scheme just what it paid for. 

Alderman Harry lLkrsE (Chairman of the Stoke-on-Trent 
Borough Electricity Committee) was the first witness, and 
said the Conference accepted the scheme unanimously. 
Replying to Mr. Сторе, K.C., witness said the scheme raised 
some difficulties, and he was not sure that the easiest way to 
get over them was to make friénds with the Shropshire Co. 
It was not proposed, he said, to develop in Shropshire for five 
vears, one reason being that there was not sufficient demand. 
He believed it was proposed to put £720,000 worth of new 
plant in the existing stations. 

Questioned by Mr. Sutchirre, witness did not think con- 
sumers should he represented on-the Joint Authority. | 

In reply to Mr. Harker (for Walsall Corporation). witness 
agreed that the northern and southern areas of the district 
were industrial areas, between which was a large agricultural 
area, With the exception of Stone and Stafford. He admitted 
that the proposed voting power of the representatives would 
not do for ordinary business, but he said that scheme was 
outside the ordinary. : | 

In reply to Mr. Joy (Cannock Chase Coalowners’ Associa- 
tion), he did not think a representative of the Association on 
the Joint Authority would serve a useful purpose. 

Mr. ALFRED TYLER: Tf the scheme is a failure, -the cost of 
electricity will rise. Who will pay?—Witness: The con- 
sumer. 

The inquiry was adjourned at this stage. 


When the inquiry was resumed on February %Wnd Ald. 
Leese was further cross-examined by Mr. Whitfield. 

Sik Harry Hawanp inquired whether the Conference was 
wedded to the proposed method of constituting the Authority, 
including the arrangement of voting power, or whether some 
similar scheme would be acceptable to the Conference. pro- 
viding the respective authorised undertakers received their 
due and proper weight in the constitution of the body ?— 
Witness: I don't think there would be any difficulty avout 
that. 

Do you anticipate there will be any difficulty in the trans- 
ference of generating stations?—I suggest there will be no 
real difficulty whatever. 

The Conference would not object to accept the advice of 
the Electricity Commissioners should such a difficulty arise? 
—No, we should take the advice of the Commissioners. 

The Town CLERK of Congleton intimated that his Council 
desired to be included in the scheme. 

Mr. WALTERS (Borough Surveyor of Neweastle-under-Lyme) 
gave evidence as to the geographical position of ‘the area. 
Newcastle objected to being linked up with Congleton in the 
northern district, as between Congleton and Newcastle there 
was only an area of agricultural land, while all the works 
and houses were on the other side. | 

Mr. J. H. Riper (consulting engineer) submitted tables 
and schedules showing the numbers of generating stations, 
the type and capacities. of the plant, plant extensions 
authorised and ordered, and other details. Some of the plant, 
he said, would become obsolete and would be closed down. 
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There were ten undertakers with fourteen generating stations, 
and the combined maximum demand of those undertakings 
for the year ended March 3156, 1921, was 44,284 kW. The 
average station load factor was just over 30. Witness also 
submitted financial statistics relating to the undertakings. 
The average cost per kWh generated for all stations, ex- 
clusive of management and other charges, was .961d. Тһе 
figures varied from 3.647d. for Shrewsbury to .743d. at Wolver- 
hampton, the latter being the lowest. The total cost for the 
whole of the districts, including distribution, street lighting, 
management, and capital charges, was 1.552d.—the average 
over-all cost figure for generating. As regarded the future de- 
mand for electricity, witness said the chances were strongly 
in favour of a continued increasing demand. He estimated 
that in 1926 the demand would have increased to 82,110 kW, 
and that the units generated in 1926 would be 205,405,000, 
and in 1931 284,850,000. Seven per cent. would be taken by 
auxiliary stations, leaving 191,000,000 and 265,000,000 respec- 
tively. The effect of combining the whole of the outputs 
would be to reduce the amount of plant required by an 
amount of nearly 2,000 kW. Тһе total load on the six 
principal stations for the vear 1921 was 104,228 kW. Witness 
estimated that the rising demand in the district would in- 
crease to 250.000 KW in 1925. To meet the increased demand 
three new generating stations would be erected, and the first 
one, Which shoutd be ready by 1926, should be erected 
at Rugeley, having regard to the water and railway facilities. 

Mr. HARKER (for Walsall Corporation) considered that no 
new generating station was necessary for sorme time; 
increased demand could be met by the extension of the Bir- 
chills maim of the Walsall Corporation. 

In reply to Mr. Tytprstey Jones, Mr. Harker said the 
Walsall Corporation did not object to the transfer of the 
Birchills station, but it was emphatic that the district should 
һе divided into two. 

Continuing his evidence, Mr. RIDER said that during the first 
stage, up to 1926, work must be started on a new power 
station, in order that it should be ready for work when the 
aggregate demand amcunted to 82,000. KW. The witness 
did not agree that the Birchills station at Walsall could be 
extended to deal with the demand of 1926. 

Replying to Mr. Crone, Mr. Rider said £720,000 would be 
expended on extending the plant in existing stations in order 
that they should act as а stand-by for Rugeley. No part of 
the change would be made without the Electricity Commis- 
sioners being first approached. / 

At this stage the inquiry was adjourned. 

The inquiry was resumed on February Brd, when Mr. 
J. Н. RIDER was cross-examined further by Mr. HARKER. He 
agreed that South Staffs. took the greater proportion of the 
energy generated ir the district. He thought there was less 
chance of expansion in the south because the amount of land 
available in the south was limited. 

Mr. RIDER said it was proposed to supply Stafford from 
Rugeley, and also to supply Stoke. At Kugeley there would 
be suttiicient water from the river Trent for condensation pur- 
poses. Asa first instalment the Rugeley plant would generate 
40,000 kW, and the eventual figure would be 60,000. 

Replying to Mr. TYLER (for the L. & N.W. Railway, the 
G.W. Railway, and the Midland Railway), witness agreed 
with regard to the electrification of railways that the Joint 
Electricity Authority should keep in touch with the railway 
companies, but he did not agree that the best way was to 
have a railway representative on the Joint Authority. 

At a later stage Mr. Tyldesley Jones said it appeared now 
that the Shropshire Co. was an authorised undertaker, and as 
such, under tbe scheme now being propounded, it was entitled 
to representation on the Joint Authority. It was still. the 
view of the Conference—and they believed it would be the 
view of the Joint Authority—that an application should be 
made at a later date for the determination of the company's 
powers in that area. 

In reply to questions Һу Stk Harry Hawanp, Mr. Riper 
said that if the authorities would agree without reservation 
to put the whole power and operation of stations, purchase 
of coal, the manner in which thev should be run, the hours, 
the number of staff emploved, and what their duties should 
be in the Joint Authority's hands, ownership of the generat- 
ing stations would not be desired. 

Mr. Meapes (Chairman of the Stafford Electricity Cem- 
mittee) said the maximum demand for energy in the town 
for the vear 1921 was 806 kW. To-day that figure had reached 
1.200 kW. They had additional plant of 3,600 kW. Messrs. 
Siemens had signed an agreement for the Corporation to sunply 
energy as from next April, and he believed there would be 
developments in the neighbourhond in the near future. 

Counsel inquired what witness had to say to Walsall’s pro- 
posal that the district should be divided by a line somewhere 
sonth of Stafford? 

Witness rephed that he could not commit his committee, 
and added that they could install at Stafford 2.000 h.p. more, 
but they could do no more, во it was obvious they would have 
to have help. He thought it best to have one whole rather 
than two separate districts. He believed there would he great 
development in the near future between Stoke-on-Trent and 
the Lichfield district. 

(To be continued.) 


WATER POWER IN INDIA. 


AT a meeting of the East India Association on February 2th, 
Mr. Arthur T. Arnall, B.Sc., M.Inst.C.E., read а paper on 
" Hydro-Electric Power in India." The author explained 
that, contrary to the methods which had to be pursued in the 
acquisition of water-power sites in England, in India conces. 
sions had to be obtained from local governments. Under the 
Land Acquisition Act, 1894, the local governments had power 
to acquire land for water power schemes and, if they desired, 
to transfer it to companies. Applicants for concessions 
were obliged to present definite schemes, and for this purpose 
a prelinimary concession to enable experiments to be made 
was usually granted. ln cases in which the Land Acquisition 
Act was used, It was necessary to prove to the Government 
that the proposed developinent was of public benefit. Pubiic 
utility schemes were at an advantage in this respect, but 
developments for the sole purpose of an = industry were 
often ditricult, although the prosperity of a country depended 
upon its industries. 1n addition to this, power companies 
were obliged, under the Indian Fectricity Act, 1910, to secure 
a licence trom the local governinent. Kor long transmission 
lines turther permission was required from the Governor- 
General in Council... Under the indian Companies Act, 1913, 
the local government had power to sanction the payment of 
interest, up to 4 per cent. per annum, out of capital during 
the period of construction. While this was satistactory before 
the war, conditions had so changed that a higher rate of in- 
terest should be permitted, or development would be retarded. 
‘Lhe local authority, or in certain cases the local governinent, 
had power to purchase compulsorily a licensed undertaking 
after the expiration of a period not exceeding 20 years, at a 
sum equal to the fair market value at the tine of purchase. 
d his arrangement excluded the generating station itself, unless 
it was specifically stated to the contrary m the licence. 

The diliculties. in. the way of financing water-power 
schemes might be met in one of three ways: A Government 
department might be provided with the means of starting new 
enterprises; the State might guarantee a certain rate of in- 
terest, sharing їп profits beyond the amount necessary to pay 
this rate; or the local authority might take up a majority of 
shares in the supply undertaking of its district. The last 
system would suit Indian. conditions, but it was doubttu! 
whether the authorities would have funds for this purpose for 
some years. [t was considered that the best thing the Govern- 
ment could do, not having the funds to actively assist new 
enterprises, would be to make hydro-electric developments tore 
attractive by a review of its policy regarding water-power con- 
cessions. ‘Turning to the position of hydro-electric develop- 
ment in India, Mr. Arnall said that surveys had disclosed 19) 
possible sites with an estimated potential output of 1,774.09 
continuous e.h.p., but there was no doubt that this was but à 
fraction of the possibilities; many millions of horse-power 
could be obtained from the Himalayas and the great rivers of 
Burma. Many of these resources would, however, remain ш- 
touched until economic transmission of energy over distances 
of from 500 to 1,000 miles was made practicable. The author 
gave tables showing first the existing hydro-electric plante, 
and secondly, the undertakings now in course of construction. 
In the first list the outstanding feature was the great Tata 
scheme, in the Bombay district, of 50,000 e.h.p.; the next in 
size was the Cauvery development of 22,650 e.h.p.; the 
remainder were undertakings developing from 270 to 95,300 
e.h.p.; and the total number of plants in operation was l*. 
with a total of 91,325 e.h.p. Developments totalling 145,7% 
were under way, and again the Tata Power Co. had the 
largest schemes in hand. These were a 75,000-e.h.p. under 
taking (the company had plans for eventually doubling this 
capacity); and that of the Andhra Valley P.S. Co. (one of the 
Tata interests), 64,000 e.h.p. The Burma Mines, Ltd., had 
a scheme for the development of 9,750 h.p. in band. Eichtr 
per cent. of the Indian and Burmese hydro-electric under- 
takings in hand and completed were supplied by the water- 
powers of the Western Ghats. From a map shown by the 
author it was apparent that Bombay benefited very larges 
because of this fact. There were four schemes in the district 
which would ultimately be capable of supplying 915,000 e.h.p. 
at а maximum charge of about 3d. per kWh. The Igpaturi 
project, of which details had not yet been worked out, would 
probably be capable of supplying 20,000 e.h.p. The Andhra 
Valley Power Supply Co.'s scheme was nearly completed and 
consisted of six $5,000-kW sets, generating at 5,000 V and 
50 cycles. The power from this station would be transmitted | 
to Bombay, a distance of 56 miles, at a pressure of 100,000 V. 
The Tata station had been in operation for six years. Power 
was supplied to the Bombay cotton industry at from .d 0 
55 anna per kWh. The Kovna River project was capable af 
an output of 650,000 e.h.p. and was intended to supply enert 
to electro-metallurgical and electro-chemical industries whieh 
would be commenced in the vicinity of Bombay. The 
author traced the growth of the cotton industry of Bombay. 
and spoke of the potential demand for electricity which was 
undoubtedly there, and concluded by saving that the develop- 
ment of the city and the Western Ghats water-powers Were, 
to & great extent, interdependent. 
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THE INSTITUTION OF ELECTRICAL ENGINEERS. 


JUBILEE 


CONFERENCE, 


1922. 


(Continued from page ?бо.) 


THE commemoration meetings of the Institution took place 
ast Week ш accordance With the programme already pub- 
њич. Un Tuesday afternoon and wednesday evening Dr. 
rening delivered. ms fascinating lecture on Кагачау 5 dis- 
aneres, most adinirabiy wlustrated wilh eXperluenuts; on the 
tormer occasion. Sir. Herbert. Jekyll, one of the orginal 
juouers ol the Society cof Telegraph Engineers, proposed а 
vote ol thanks to the lecturer, and recalled the fact that he 
шики as а boy had attended l'araday s lectures. Mr. C. H. 
\Wurdingbam, 1n. seconding the motion, pointed out that Fara- 
days greatest discoveries Were comprised in a period of ten 
wavs. Un the Wednesday evening Sir Oliver Lodge moved 
the vote of thanks to Dr. Fleming, which was seconded by 
Sir Richard Glazebrook. 

Gn Wednesday afternoon Dr. W. Н. Eccles presided, and 
Cul. Crompton was the first speaker; his remarks were ab- 
«tracted In our last issue. Sir Alexander Kennedy, Sir Oliver 
Чуе, Mr. Sidney Evershed, Mr. A. H. Walton, and Mr. W. 
dudd gave some of their reminiscences. 

Un the afternoon of Thursday, February 239rd; Mr. C. C. 
Paterson, O.B.E., took the chair and spoke his appreciation 
ui the work of those who were contributing to the syn- 
paum of reminiscences forming the greater part of the pro- 
ceedings at the Jubilee commemoration. Before proceeding 
with the afternoon's programme the members present were 
asked to approve of a message of remembrance and apprecia- 
ten to Mr. Oliver Heaviside, suggested by Sir Oliver Lodge 
the previous day :— 

“that the members of the Institution of Electrical. Engi- 
veers asselnbled at the Cotmmemoration Meetings being held to 
cebrate the 50th anniversary of the first meeting of the 
мему of ‘Telegraph Engineers (now the Institution of Elec- 
thal Engineers), with their thoughts directed to all. those 
whe in earlier. days laid the foundation of the science and in- 
dutry which the Institution. represents, desire to send a 
mesage of greeting and remembrance to Mr. Oliver Heaviside, 
FRS., Honorary Member of the Institution. 

“In the course of the meetings they have been again re- 
шше of and have recognised the great importance of the 
dase work achieved by Mr. O. Heaviside and published by 
bin in his papers and writings from 1557 onwards, and 
кету of his discovery of the importance of inductance in 
anuits for the transmission of telegraphic and telephonic 
amais without distortion, and of him as the originator of 
the methods now being universally applied for this purpose; 
and in no less measure of his investigations and discoveries 
tative to the propagation of electromagnetic waves in space, 
the results of which are now being utilised in wireless or space 
tretraphy and telephony. 

" They are convinced that as now, so in the future the name 
of Heaviside will be one of the names which will rank among 
liue of the great founders of the science of applied electri- 
at. 

Dr. W. Н. Eceres introduced the resolution, and referred to 
the vector algebra notation originated by Mr. Heaviside, but 
Which, unfortunately, had proved too difficult: to meet with 
the appreciation it deserved. ‘The speaker considered that. 
It should be taught in all engineering colleges. and made 
mention of the fact that it had found application. to the 
Einstein theories—at least the notation used in several books 
on the subject. closely followed Heaviside's earlier notation. 
It was due to him that we had the loaded long-distance 
rables of to-day, although it was Pupin who developed and 
elaborated the theories proposed by Heaviside. In the study 
4 the propagation of electromagnetic waves in air, be 
‘howed similar insight, and his name would remain known for 
many vears by the application of his name to the '' Heaviside 
aver" (a name which Dr. Eccles himself had applied). 

In seconding. the resolution Mr. Ln. B. ATKINSON said that 
Y had been said that every advance in mathematics was due 
to the need for new methods for solving a physical problem, 
and this was the history of the notation introduced bv Heavi- 
"e. The latter was a wonderful scientist, and his work 
had not met with the recognition it deserved, but the mes- 
“ce would show him that he was remembered by the 

Mtitution of which he was an honorary member. 

The first speaker in the list of those relating their ex- 
Prences of the industry's early days was Sir Charles A. 
Parsons, F.R.S.. who. naturally, dealt with turbines, but 
“onfined himself principally to the electrical side of his sub- 
"t. Dr. S. Z. de Ferranti followed, and included many 
tories of his introduction to electricity. 

e next speaker was Mr. Frank Bailev, and he was fol- 
owed by Sir Tom Callender, Mr. J. H. Holmes, Mr. W. Н. 
Patchell, and Mr. J. Swinburne, F.R.S. 

(m Thursday evening, Mr. A. A. Camnbell-Swinton occupied 
the chair, and after proposing a vote of thanks to the Editors 
* the technical Press for assisting in summarising the 
"mmemoration addresses, and ta the lay Press fer the large 


* 


amount of space accorded to the celebration, read a letter from 
Mr. J. S. Highfield, the president, expressing his great regret 
that he was prevented from attending the meetings. 

Mr. J. E. Kingsbury then described the evolution of the 
telephone system in this country, and was followed by Mr. 
Bernard Drake, Sir Williain Noble, Mr. G. W. Partridge, Mr. 
Arthur Wright, Mr. C. H. Wordingham, and Mr. Li. B. 
Atkinson, who summarised the whole of the proceedings. 


An abstract of the discourse of SIR CHARLES PARSONS is 
given below :— 


About the vear 1594 I determined to attack the problem of 


: the steam turbine and of a very high-speed dynamo and atter- 


nator to be directly driven by ıt. The work commenced with 
very small-scale experiments, and in such a way that should 
а few failures occur and re-design be necessary, the expense 
incurred would not be too serious. A speed of 18,000 r.p.m. 
was chosen for the first little turbine as being suitable for 
obtaining, theoretically, a moderate degree of economy, and 
the estimated output was 10 b.h.p. "Ihe equivalent surface 
speed was about 200 ft. per second, and to guard against the 
unknown but greatly increased heating at 300 periodicity as 
against a periodicity of 5 and 10 in the Edison and Siemens 
dynamos on which the design was based a density of field 
of one half that of the Edison was aimed at, and the e.m.f. 
calculated accordingly as directly proportional to the surface 
speed and the total length of active wire between brushes. 
The voltage was 100, the length of core З in., 96 conductors 
(.08 im. over the insulation round copper) were laid on a 
smooth core composed of thin sheet iron .015 in. thick, insu- 
lated with paper and threaded on a hollow steel shaft through 
Which lubricating oil passed for cooling purposes. Tne end 
windings were spiralled in two layers, and the whcle bound 
with phosphor-bronze wire of 50 tons tensile strength. The 
commutator had 12 seetions, 4 convolutions per section. The 
density in the armature conductors at full load was about 
0,000 A per square inch, but, thanks to the small radial depth 
of copper, the resuiting temperature was not excessive. The 
eflicieney of this dynamo was about 80 per cent., and the 
steam consumption of the plant about 150 lb. per kWh. This 
hitle turbo worked satisfactorily from the start, minor altera- 
tions only being found necessary, excepting, perhaps, the 
commutator, which, after several designs had been tried, was 
finally made of bars in short sections held by dovetailed steel 
rings with asbestos insulation, which stood up well against 
the preat centrifugal force. This plant worked regularly for 
some years, supplying energy for lighting experimental 
shops, including the early commencement of the Sunbeam 
incandescent lamp works at Gateshead-on-Tyne. 

The eleetrical constants of this dynamo have been examined 
recently and found to agree closely with modern dynamo prac- 
tice modified to suit the speed of 18,000 r.p.m. The design 
of this dynamo was followed. by nunor improvements in 
about 360 turbines of from 1 to 32 kW output, and chiefiv 
used on board ships of the Mercantile Marine, including 
several Atlantic liners, and also on warships. | From 1885 
onwards improvements were made in the etficiency of the 
turbine. The ratio of expansion was increased, the curva- 
ture and formation of the blades and other details improved, 
and the ratio of velocity of blade to velocity of steam in- 
creased, so that in 15585 the consumption of a 32-kW turbine 
with 90 Ib. steam pressure and non-condensing had fallen 
to 344 Ih. per kWh. 

In 1537 some ten turbines, of from 15 to 32 kW, supplied 
energy for the lighting of the whole of the Newcastle Exhi- 
bition with high efficiency" Sunbeam "° incandescent lainps 
made by the Sunbeam Lamp Co., of Gateshead-on-Tyne. The 
filaments were of “ tar putty " with 4 per cent. of zirconia, 
the efect of zirconia being to reduce the resistance as the 
lamp grew older and the glass darkened, thus maintaining 
the efficiency. The lamps were from 100 to 500 c.p.. con- 
suming from 14 to 9 W ver c.p.; the short life of 200 to 500 
hours was accepted as most etlicient under the circumstances. 

The first high-speed alternator was made in 1888: it had a 
revolving single-phase armature for 75 kW at 4,800 r.p.m., 
80 сус1еѕ; four of this type were supplied to the Newcastle 
and District Electric Tighting Co. The armature body was 
a smooth laminated cvlinder, and the conductor was wound 
in a single layer around thin longitudinal wood slabs keyed 
into the core. so as to cover the whole remaining surface of 
the core, and the whole. after an insulating armouring had 
heen applied, was bound tightly with mano wire. It was 
driven bv a non-condensing turbine. С 

The first alternator driven by a condensing turbine was of 
the same type, but for 120 kW. and was built for the Cam- 
bridge Electric Supply Со. in 188]. A consumption of 27 Ib. 
of steam per kWh was recorded with steam at 100 lb. prés- 
sure, 465 deg. F., and 284 in. vacuum. 
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À simple method of ascertaining the losses that occur in an 
armature was used а good deal on the early plants. The 
machine was run up to full speed and voltage on the throttle, 
and when steady working conditions were established small 
known loads were thrown on and off und the steam pressures 
recorded. From the data thus obtained the relation between 
pressure and load in watts was determined. By separately 
exciting the machine the power absorbed with and without 
excitation was found. ^ The conductors could. then be re- 
moved and replaced by wood, and the binding wire was 
replaced to its original smoothness and same windage loss; 
the eddy-current loss of the conductors could then be calcu- 
lated. 

In this way a 24-К\У armature was tested at 8.400 r.p.m., 
and the figures were: current to excite field, 360 W; total 
eddy-current and hysteresis loss in armature, 1,441 W; brush 
friction on cominutator, 1,010 W; calculated C'R loss in arma- 
ture, .003 ohm hot, 270 W; total electrical losses, 3.081 W. 
The total loss in the armature was made up of: steel piano 
binding wire, 304.6 W; armature core and shaft, 725 W: 
copper conducting wire by difference, 320.4 W. The loss in 
brass or phosphor bronze, or delta metal binding wire was 
inappreciable, but all were found unreliable. 

From the commencement it was recognised that very high 
economy in fuel might be reached with the turbine; that 
the efficiency would. be doubled by condensation; and that 
the efficiency would increase rapidly with the size, and at a 
greater rate than in the case of the reciprocating engine. 
In 1838 estimates were made, guided by experience to. that 
date, which indicated results not far short of. those obtained 
to-day. — Partnership. difficulties, however. at this period 
seriously interfered with experiments and manufacture. in 
this direction for several years. In. 1509 two 1.000-kW turbo- 
alternators, 4,000 V, 1,500 r.p.m., were ordered for Elberfeld. 
Sir William Lindley being the consulting engineer, they were 
tested before dispatch, the consumption at full load being 
184 lb. per kWh with steam at 125 Ib. and 14 deg. C. of 
superheat. These were the first turbines to be inported or 
used in Germany, excepting those of the De Laval tvpe. Up 
till 1912 continuous-current armatures were made of the drum 
type similar to those I have described, and in sizes up to 
120) kW, but for а period of three vears we were debarred 
from this type by the partnership difficulties to which I have 
referred. The Gramme tvpe had to be used; this was fairly 
satisfactory up to 200 KW, but bevond this serious heating 
‘of the shaft was caused by the cross field within. the ring, 
and asbestos insulation was necessary; the largest made was 
400 kW. Reduction gearing having been proved in 1911 to 
be efficient, reliable. and commercially satisfactory for the 
transmission of large powers, direct coupling of high-speed 
continuous-current dynamos was abandoned in favour of 
geared low-speed dvnamos. The first geared d.c. dynamo was 
sold in 1918: alternators, however, have been апа still are 
direct-coupled to the turbine in most cases. Since 1903 
revolving fields have been adopted, first. of the salient-pole 
tyne, but in later vears of the barrel tyne, with the exciting 
coils buried in slots and retained in position bv dovetail kevs 
and the end windings by cans of bronze or of non-magnetic 
steel alloy, a formation which was found to lend itself more 
readily to the requirements of the rapidly increasing sizes of 


alternators, which by 1911 had reached 95.000 kW.  Alterna- . 


tors of 12.500 kW are now onerating satisfactorily at 3.000 
r.p.m.. and at the present time alternators are being built 
of 90,000 kW. 0.8 power factor. at 1.500 r.n.m.. and also 
15.000 kW. 0.8 power factor, at 3,000 r.p. m. Tn the construc- 
tion of these machines the finelv-stranded tyne of armature 
conductor is used, with each strand insulated and sniralled 
several times in a conductor length. Eddy curents in such 
a formation of conductor are reduced to a negligible anantity. 

With the increasing outputs at high speeds cooling bv 
ventilation has become a very imovortant matter. Tt is 
found that the more efficient separatelv-driven fan is in everv 
respect. preferable to a fan mounted directly on the rotor. 
The closed-circuit system of alternator ventilation is now 
also being adopted. We have carried out experiments with 
the water cooling of alternators, both = stators and rotors, 
hnt with satisfactory results onlv in the case of the latter. 
There are at present about 100 000 kW of machines running 
satisfactorily with water-ccoled rotors. but owing to the 
expense of installing such a svstem it has been found un t^ 
the present that it is better to keep to the usual schemes of 
wir ventilation. 


Mr. J. E. KiNGSPERY'S discourse is abstracted below :— 


Tt is something of a coincidence that the vear we are cele- 
hrating (1872) was also the vear when Bell commenced his 
systematic experiments to put into material form the ideas 
or electric telephony which had been previously occupying his 
mind: those exneriments culminated in his patents of 1876 
and 1877. My first experience of telephonic speech was in 
1878, and then through the carbon transmitter which Edison 
had develoned after Bell's diseavery of the essential nrin- 
ciples had hecome known. This transmitter rave much more 
powerful results than the earlier magneto form. To those 
who have grown up with the telephone ns an instrument of 
daily use T cannot hone to convey an idea of what it was 
like to talk through the telephone for the first time when it 


was practically unknown. The line was between No. 6, 
Lombard Street and the corner of Princes Street. I was at 
the latter. Scepticism, which was, perhaps, a very natural 
first impression, had to give way to the absolute knowledge 
that [ had. left at Lombard Street the owner of the voice s 
clearly recognisable. The feeling of awe which came over 
me I have a vivid recollection of now. 

Publie demonstrations were always interesting and sore- 
tunes exciting. Since that time 1 have had a good deal of 
sympathy for those responsible for experimental demonstra- 
поп» of new apparatus under more or less improvised con- 
ditions. At the first demonstration of the Edison loud. 
speaking receiver at the Hoyal Society soirée it broke down 
completely, and 1 remember the admiration I felt for the 
coolness of Edison’s nephew (who was in charge) whilst 
taking the instrument to pieces and putting it together again, 
when all the time an excited crowd of scientists and their 
friends were waiting at the door for admission. But it was 
а brilliant success nevertheless. — The public début of the 
Edison transmitter was made at a lecture by Professor (now 
sir William). Barrett at the London Institution on December 
80th, 1873, in the arrangements for which [ was concerned. 
I remember that in subsequent comments at this lecture the 
rivalry of Bell and Edison interests was clearly apparent. 
Sir William Barrett also participated in the first long-distance 
trial of the Edison transinitter; this was over the Colman's 
line from London to Norwich, 115 miles, in Novernber, 1575, 
The line was single, of course, and of iron, and the induction 
very considerable. Му recollection is of a constant cackle 
through which the spoken words emerged as through a 
screen. 

Му firm's. office was one of ten (The Times оћсе was 
another) connected: to an experiuental exchange—the small 
beginning which was to become the main purpose of the 
telephone. — Although the Bell Co. in London had at an 
earlier stage started business in the supply of telephones for 
private-line purposes, it was really as exchange organisations 
that both the Bell and the Edison companies seriously com- 
menced business. It was in 1879 that this start was айе, 
With experience as was available, and adapting their methods 
as new conditions were met with. 

The telegraph lines which existed were for the service of 
the public collectively. The lines were consequently few. 
Telephone exchange service required a line to each individual 
user. The lines were therefore many. and in the neighbour- 
hood of the exchange itself became congested. Again, tele- 
graph lines were mostly along roads or railways. The tele- 
phone required that they should be in crowded areas, and the 
only available method was to carry them on house-tops. So 
telephone engineers had to develop new methods for carrying 
creasing numbers of wires on routes to centralised points. 
Add to this fact that the telephone pioneers in England had 
no statutory powers, but were dependent on the permission 
of private owners for the placing of their fixtures, and vou 
may form some conception of what the line difficulties were. 
But it was an extensive development of pre-existing con- 
ditions. Not so the switching system: the principle of divert- 
ing telegraphic lines by means of switching was old. but 
never before had one member of the public been able on 
request to be put into communication directly with ans 
other member of the public. Any momentary break in the 
continuity of the circuit must interrupt conversation, and the 
continuity of the circuit depended upon the proper working 
of numerous springs and movable contacts. You may imagine 
the trying time of the pioneer in remedying defects, whilst. 
at the same time, carrying out a new service with most sen- 
sitive and intricate apparatus. The early switchboards of ten 
lines had soon grown so that by means of what was known 
as the multiple switchboard 10,000 lines could be handled in 
one central office. 

The fact that the publie themselves were participants in 
the carrving out of the service introduced a new factor which 
had to be taken care of. This necessitated the introduction 
of methods of management and control as well as the adan- 
tation of appliances, and only by careful study and steady 
application were satisfactory methods of exchange manage- 
ment developed. Metallic circuits in town areas were first 
introduced for long-distance (or trunk) subscribers. but it 
was early realised that they must become general, and event- 
ually they did. The plan adopted was to draw cables into 
conduits, but in Tondon it was necessary to reconstruct the 
Rystem overhead in consequence of the refusal of local 
authorities to. permit the use of the streets. 

With the doubling of the line circuits necessarily followed 
the construction of  metallic-cireuit switchboards. The 
metallic-cireniting called for a modification in the subseribers’ 
instrument. but not an entire change; the call was still made 
hv turning the handle of » magneto. Yet another reconstrue- 
tion of exchanges and replacement of subscribers! instruments 
followed the introduction of the central-battery system, which 
is familiar to vou all from daily use. Whilst generallv re- 
garded ав comnaratively new, automatic systems which are 
now claimine more attention are almost coincident with 
manual systems, and have developed from тегу early 
bezinnings. 

Tn 1878 the telephone waa first used in exchance service. 
To-dnv there are abont twenty-one million telephones cnn- 
nected to exchanges throughout the world. In their first 
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husiness circular, issued in 1877, Bell and his associates stated 
that they were '' prepared to furnish telephones for the trans- 
mission of articulate speech through instruments not more 
than twenty miles apart." To-day conversation has been 
accomplished over five thousand miles. An Indo-European 
telephone 1s scientifically possible, and conversation between 
london and Constantinople is by no means an idle dream. 

Of legislation with regard to telephony the dominant factor 
i the Act of 1869. This was passed by Parliament in anticipa- 
tion of the purchase of the telegraphs by the State, and was 
interpreted by the Courts as covering the means of com- 
munication by telephone. I see no reason to doubt the 
accuracy of the interpretation, which made the telephone a 
monopoly of the Government. The method of licensing was 
adopted, and the Telephone Co. became a licensee of the 
State. 

When the telephone was introduced the nation had recently 
purchased the telegraphic business for several million pounds, 
and approached the subject. from the shopkeeper's narrow 
view of conserving its immediate interests as а vendor of 
telegraphic service. ‘The licence provided for the payment of 
a substantial royalty in consideration of the permission to do 
business; a central point was decided upon in each area and 
the lieensee permitted to give communication within. а 
specified radius—generally about four or five miles—because 
the telegraph revenue in local areas was smal, but became 
more Important as the distance increased. It is a matter for 
regret that there was no one of sufficient authority to take a 
broader view of what the nation might gain by improved 
ennmmunication by telephone as a set-off against a possibly 
reduced revenue from telegranhs. 

Only once did the Government take a broad view, and that 
was when Mr. Fawcett, as a result of public protest, abolished 
the four-mile radins and allowed the companies to connect 
up where they liked. The more or less compulsory purchase 
of the trunk lines of the company introduced à recognised 
defect in having two authorities manipulating a single. call, 
and was promoted as a set-off to the decreasing traffic from 
long-distance telegrams. 

From the beginning great stress was laid on the importance 
of competition, but as time went on it became clear that 
competition in telephony was wasteful in anv case, and not 
of advantage to the public. The question is sometimes asked 
whether our telephonic development is what it should be in 
view of our commercial importance. and social standards. 
The telephonic development has been checked by the refusal 
of local authorities to allow underground eables. These bars 
to progress were instituted with the firm but misguided con- 
viction that the interests of the ratepayers were being con- 
wrved.. The loss which the same ratepavers were incurring 
by lack of communication was not thought of. | 

So far as telephonv is concerned the period of divided 
interests is over. The keenness felt Бу the technical staff 
from the chief downwards for telephone progress and develop- 
ment is within our knowledge. Public appreciation of tele- 
phones ts still uninformed. The subscriber still thinks of the 
cost of the instrument he sees, and is oblivious of the vast 
investment behind it. Tt is distressing to note the constant 
criticism of rates based. on profound ignorance of the facts. 
We should do our best to support the sound principle that 
the service must be paid for by the users and in proportion 
. fo use. 

In no branch of our industry has more thorough and syste- 
пабе effort heen made to utilise the discoveries of science 
and apply them by inventive ingenuity to the use and con- 
venience of the oublie than in the ease of telephony. In the 
diwoveries of science we here mav claim, and will certainly 
he allowed. an honoured place. Tn manv of the anpliestions 
we cannot overlook the predominant share of the United 
Stites, In the main the telephone organisations of the 
United States have had freedom to carry out a wise policy of 
development early formulated by the pioneers and steadily 
"Anisined since. The conditions in this country have been 
сасе the reverse, with conseauences to national economv 
and efficieney which are serious. A bold poliev is now needed, 
and there is no time to lose. 

(To be continued.) 


NOTES FROM CANADA. 


(From Our SPECTAT, CORRESPONDENT.) 


Tnt electrification of the lines of the Timiskaming and 
Northern Ontario Railwav Co., which runs through the great 
metal mining district of Northern Ontario, is being considered, 
ind it is also stated that the Michigan Central Railway is 
“ontemplating electrification of its Canadian lines between 
Niagara Falls and Windsor—a distance of about 240 miles. 
Jn St. John's, New Brunswick, the employés of the 
New Brunswick Power Co., which operates the tramways, 
vent on strike last summer, and formed a rival company 
"der the name of the Union Bus Co. The latter company is 
Teported to have failed recently, after having spent some 
559 on "buses alone. 

‚ The Hydro-Electric Power Commission of Ontario is build- 
ng another 110,000-volt transmission line from Niagara Falls 


to Toronto, a distance of about 80 miles, and when, this is 
ready there will be transimission-line capacity between these 
two places of 200,000 h.p. 

According to data published in November last by the Cana- 
dian Pacific Railway Co., * there are 700 branch factories of 
United States industries operating in Canada and not less 
than 200 other American factories seeking Canadian locations." 
In discussing the reasons why so many United States firms 
have Canadian branches, the writer of the article from which 
this quotation is made cites the following: The depreciated 
purchasing power of the Canadian dollar in the United States; 
export orders received by the parent coinpany for shipment to 
places within the British Empire can be handled with greater 
facility and more expeditiously through a branch house manu- 
facturing in Canada; preferential tariffs within the British 
Empire; branches in Canada are within easier reach of Cana- 
dian markets. ‘The following extract is of interest: '' Canada, 
through organisations of every nature, its railways, ite incor- 
porated cities and towns, its civic bodies and boards of trade, 
olfers every inducement to new industries to locate on its 
broad expanse. ln no country is greater encouragement given 
to foreign manufacturers to locate, whilst the expanding 
domestic market and the rapidly growing export trade furnish 
a sure and steady output for products.” 

According to the Canadian Engineer, the report of the Inter- 
national Joint Commission gave some consideration to the 
question of the electrification of railways in connection with 
the proposed developinent of the St. Lawrence River. The 
report states that in the zone considered from Lake Erie to 
the Quebec boundary there is 36,000 miles of railway on both 
sides of the line (presumably the international boundary line 
between the U.S. and Canada). Of these railway lines, 19.000 
miles could be electrified at a cost of $560,000,000, based on 
1919 costs, but about 5,900,000 tons of coal would be saved 
annually, resulting in a yearly saving of $81,000,000, or 14.2 
per cent. on the investment. 

From time to time reference has been made in these notes 
to the fact that the Hydro-Electrie Power Commission of 
Ontario was planning a scheme of electric radial railways, 
which would operate at high speed and carry both passengers 
and freight. Several lines connecting various cities were 
voted upon by the people and approved of by large majorities 
in most cases. There came a day, however, when a new 
Provisional Government came into office, towards the end of 
1919. "This Government decided that it should have а full 
investigation as to the merits of these radial railways and ap- 
pomted a Roval Commission of Inquiry. The findings of this 
Royal Commission were adverse to the project of construc- 
ting these railway lines, at least at the present time, and as 
a result the whole matter has been held up as the Premier 
has expressed his determination to abide by the report of the 
Commission. 

Many of the “ Hydro " municipalities are incensed at the 
action of the Government and have declared their intention 
of going ahead with the construction of the " radials " on 
their own account, because the Government has positively re- 
fused to guarantee the bonds. At the present time the 
situation is acute. for the Premier has just stated that the 
Government will hold firmly to its attitude on the question, 


even though 16 may be compelled to resign. while many of 


the municipalities are openly defiant against the Government. 
What the outcatne will be it is impossible to sav at present 
but, if the Government should win, it is likely that the 


. powers of the Ну Electric Power Commission will be con- 


siderably curtailed, or it may even be abolished and its work 
put into the hands of a “ Ministry of Power " which would 
be specially created for the purpose. 

The Premier states publicly that he believes in, and favours, 
public ownership of hydro-electric power, but the “ pro- 
hydro" element of the population prefers to see in the 
Government's attitude the working of ‘ private interests ” 
which desire nothing so much as the abolition of public 
ownership. 

Another matter which is agitating the public mind at 
present is the great cost of the Queenston-Chippawa Power 
Development at which the Government expresses alarm on 
account of the actual expenditure per horse-power being much 
in excess of the original estimates, which were made before 
the war caused such great increases in costs of material and 
lahour. 

The Westinghouse Co., in the United States, established a 
radio telephone service at East Pittsburgh. Pennsylvania, 
about a vear ago, which is taken advantage of by many people 
in Canada and three more large stations have been added 
since. 

Bedtime stories for children, talks to farmers, sailors, and 
others, besides the transmission of grand opera music (from 
Chicago) are some of the items on the programmes of these 
stations. 


British Trade Ship.—PostroxemMent.—Mr. Frank Benson, 
speaking at a meeting of the Newcastle Rotary Club on Feb- 
ruary 2th, on the British trade ship, said that at an important 
meeting of the directors in London on the previous day, it had 
been decided to nut the scheme back a year, owing to the de- 
pressed state of trade. Jt would probably go in 1924.— 
Morning Post, 


322 


"THE ELECTRICAL REVIEW. [Vol 90. No. 2310, Mamom 3, 192, 


NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars оу new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


A Lamp-lock for Use on Board Ship. 


It is the proud boast of Messrs. '" LAMLOK,” LTD., of 36, 
Rusthall Avenue, Chiswick, W.4, that they can cope with any 
problem in connection with the locking of lamps with which 
they are confronted. Such a case occurred recently, when it 
was found that certain shades used on board ship were of a 
shape which did not permit of using the ordinary '' Lamlok ” 
locking ring, owing to the restricted space available. 

To meet this condition, a new type of ring has been evolved, 
as shown in figs, 1 and 2; it retains the channel and slots, 
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Fic. 1.—A New '" LAMLOK " LockiNaG RING. 

with the addition of a locking screw set in obliquely, which 
can be turned with a simple key inserted between the lamp 
and even the narrowest shade. The screw is slackened back 
until the lamp is in place; the ring is then rotated a trifle. 
. to bring the screw opposite one of the slots, with which it 
engages when screwed home, so that the ring cannot possibly 
be moved, and the lamp is securely locked in position. 
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‘Fig. 2.—TH&k A LaMtokK " LOCKING Ее. 4.- 


RiNaG IN POSITION. 


Another improvement in the ring consists in the addition of 
an internally threaded portion, which screws over the threaded 
barrel of the holder.. Unfortunately, the degree of uniformity 
attained in the construction of lamp-holders leaves a good 
deal to be desired, and, in fact, the diameter over the threads 
varies appreciably; to provide for this difficulty, the screwed 
portion of the ring is slit half-way round the circumference 
and again at right-angles, the resulting spring action enabling 
the ring to be screwed on any lamp-holder with ease. Patent 
rights have been obtained for these modifications. 

Our view of the holder and ring, fig. 2, shows also the 
'" Lamlok ” cord-grip, which clamps the flexibles against the 
porcelain and does away with the annoyance and waste of 
time arising out of the use of the wooden grips and nut. 


The ‘‘ Genii " Immersion Heater. 


Messrs. GEORGE Nosss, LrD., 89, Cleveland Street, Fitzroy 
Square, W.1, have sent us one of their new “ Genii " water 
boilers, which is illustrated in fig. 3. As will be seen, the 
device consists of a length of metal tubing formed into a 
helix. The helix is 2} in. in external diameter and 2 in. high. 
The two ends of the tube are fixed into an ebonite cap. Three 
terminal plugs are mounted on the top of this cap, and from 
these the heating elements pass through the tube and back 
again. Au ebonite part with three sockets is used to connect 
the device via a length of flex and an adaptor to a lamp- 
holder. The purpose of the triple terminal is to make the 
appliance suitable for use on circuits of from 100 to 190 V. or 
from 200 to 250 V. Marks on the outside of the two ebonite 
parts ensure fhe correct arrangement of the terminals. The 


THE '* OLDHAM "' 


weight of the heater is only 11 oz., its over-all length is 
91 in., and the loading represents about 500 W. The actual 
radiating surface amounts to 24 sq. in. The '' Genii " heater 


Fic. 3.—' THE ‘ GENII " IMMERSION HEATER. 


is tested at 500 V, and one out of every five is run at full heat 
in air for 15 minutes. 


The ** Oldham " Miner's Cap Lamp. 


The electric lamp is graduallv supplanting all other types 
in mines because of its convenience, safety, and efficiency, 
and the cap type is probably the most popular form of elec- 
tric lamp. 

The improved pattern of cap lamp manufactured by 
Messrs. OLDHAM & SON, Lyrb., Denton, near Manchester, is a 
good example of its kind, and embodies a number of features 
which render it popular. The full equipment, illustrated m 
fig. 4, consists of a canvas and leather cap, an accumulator 
in a strong case, a length of c.t.s. cable, and the lamp. The 
accumulator is of compact design, and made by a special pro- 
cess. The plates are of '' staggered " grid cage pattern, with 
a continuous sheet of active material interlocked between the 
grids on each side. The terminal bar and plates are lead- 
burned together, which ensures greater strength than when 
the bar is cast on to the plates, The plates are fitted mto a 


Fia. 5.—Tue ''" OLDHAM " 
EQUIPMENT IN USE. 


Car LAMP EQUIPMENT. 


celluloid case with spring plunger terminals and grease cups. 
The lamp fitting consists of a strong aluminium outer case. 
a closely-fitting aluminium reflector, and the front glass is 
secured by a screwed lensring. The lamp itself is a special 
2-V bulb. A single-pole screw-down rotary switch is mounted 
on the accumulator container and insulated from it. The 
container is secured by a magnetic lock. . Fig. 5 shows the 
equipment in use. 


A Combined Fan and Heater. 


Within the past few weeks we have described two forms of 
combined electric fans and heaters. A third is illustrated in 


Fia. 6.—A COMBINED FAN AND HEATER. 


fig. 6 (reproduced from the Canadian Electrical News). This 
1s à compact apparatus bearing a strong likeness to a motor 
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horn. The fan motor is mounted at the back of a two-part 
heating element. A four-position switch is fitted in the base. 
This switch acts as follows :—Its first position sets the fan in 
motion; the second point switches in a low-heat element of 
su W; the third turn cuts in an additional 1,320 W ; the last 
pint switches off both fan and heater. The device, which 
weighs only 12 lb., is made by an American firm, the CARMEAN 
EucrRic Co., of 2806-2508, East 15th Street, Kansas City, Mo. 


LEGAL. 


SCOTTISH STEELMAKERS AND WORKS VALUATION. 


Tue Lands Valuation Appeal Court in Edinburgh, on Feb- 
пагу Уга, gave its decision in the cases stated on behalf of 
&teeimakers ш Lanarkshire against the determination of the 
Valuation Committee raising the yearly rent or value of the 
works. The Assessor, it may be recalled, arrived at his annual 
value on what is known as '' the contractors’ principle." ‘The 
Valuation Committees approved of the method adopted by the 
Assessor, but were of opinion that the percentages suggested 
by him were rather high, particularly 1n the case of machinery, 
the shorter-lived portion of which had been eliminated from 
the calculation by the Committees’ finding that it was non- 
rateable. They suggested an abatement of ЗО per cent., which 
the Assessor contended was unprecedented. 

The Court sustained the determination of the Valuation 
Committees, and refused the appeals. 

Lord SALVESEN, in the course of a long opinion, said the 
Assessor raised certain questions Which turned on the mean- 
ing of "first motive power." ‘The first related to electricity 
which Was generated by means of steam-driven machinery. 
It was not disputed that the steam-driven machinery was rate- 
abie as well as the boilers. But the Assessor claimed that the 
dynamos actuated by the steam-driven machinery should also 
be included as heritable, apparently on the ground that the 
electric current so produced was used to operate machines in 
the appellants’ works. In his Lordship’s opinion the 
Assessor's View was negatived in the Guardbridge Paper Co.’s 
cae last year, where their Lordships held that the boilers, 
the steam engines, and the main shafting all fell within the 
deinition of plant or machinery for the purpose of producing 
ог transmitting first motive power, but that when this power 
was transmitted by secondary shafting to the manutacturing 
machines it ceased to be first motive power. Ніѕ Lordship 
thought this view governed the other matters raised by the 
Авезвог. In these cases ' the first motive power ”’ was de- 
nved from an outside power company, and the appellants 
admitted that the cables and motors within their works were 
rateable. They maintained, however, that where the current 
was converted, it ceased to be first motive power. The appel- 
lants did not challenge the finding of the Comunittees as to 
rotary converters, where the place of the rotary converter was 
taken by a motor and a generator which served the same pur- 
poe as the rotary converter, the motor was rightly held to 
be machinery for producing or transmitting first motive 
power, but the generator which adapted the current to the 
uses of the machinery employed in the works was, his Lord- 
ship thought, in а different position, and really was employed 
to produce secondary motive power. He was accordingly for 
repelling the Assessor’s contention on this point also. 

Lord CULLEN, speaking on the question of the meaning of 
“first motive power,” said he thought it was unfortunate that 
the Court, in common with assessors and Valuation Com- 
mittees, should be called upon to solve such fine questions 
relating to electrical machinery on an application of a some- 
what crudely expressed statute, which, bviously enough, was 
hot framed in epecial view of the rapid developments in the 
use of electricity for motive power which had taken place 
since its date. The application of the words of the Act to 
such questions seemed to him to involve often what was little 
more than guess-work, and he thought it would be very bene- 
ficial if the views of the legislature were expressed in an 
amending etatute better adapted to the present state of affairs. 


HAMILTON v. MARCONI'S WIRELESS CO. AND ANOTHER. 


Tais action was down for hearing before the Lord Chief: 


Justice and a special jury on February 24th, and on the case 
being called, Mr. Douglas Hogg, K.C., appearing with Mr. 
evan for the defendants, took a preliminary objection, and 
asked the Lord Chief Justice to look at the pleading, from 
Which he would find that the plaintiff could not open his case 
without committing a contempt of court in view of an under- 
taking, which he had given in former Chancery proceedings, 
at a certain agreement between him and the company should 
Dot be published. Counsel quoted authorities in support of his 
Mn in dealing with the matter before the defendant opened 

S vase, 

Mr. Hatton, who appeared in person, contended that the 
undertaking was obtained by misrepresentation, and that he 
did not fully understand ite purport when he gave it. 

e Гово Cuter JUSTICE pointed out that he could not get 
over the fact that the undertaking had been given, and said 


that before the case could proceed plaintiff would have to go to 
the Chancery Division to get the undertaking set aside. 

After some arguinent, the case was stayed, with coets against 
the plaintiff. 


British THomMson-Houston Co., Ілр., v. SEMCO, LID. 


In the. Chancery Division on Friday, before Mr. Justice Eve, 
Mr. Whitehead moved on behalf of the plaintiffs for ар in- 
junction to restrain the defendants from infringing the 
plaintiffs’ patent rights. The defendants’ solicitors had 
written saying they did not propose to resist the application, 
which referred to patents as to half-watt lamps which had 
been the subject of recent litigation in the House of Lords 
and before his Lordship. His Lordship granted the appli- 
cation. 


—- — 


Is an ELECTRIC Truck a LIGHT LOCOMOTIVE? 


With further reference to the summoning of an employé of 
the British Electric Vehicles, Ltd., Churchtown, Southport, 
for driving an electric truck, manufactured by the company, 
on the public highway without a licence (Ereto. Rev., Febru- 
ary 3rd, p. 155), according to the Manchester Guardian, the 
Chief Constable stated on Monday at the Southport Police 
Court that the company had now been satisfied that its 
employés could not drive these trucks along the public high- 
way without having a licence, and on an undertaking being 
given that this regulation would be complied with in future 
the case was dismissed on payment of costs. 


PARLIAMENTARY NOTES. 


Barking Electric Scheme.—In the House of Commons on 
Monday, Captain Martin. asked the Parliamentary Secretary 
to the Ministry of ‘Transport whether he could say when the 
County of London Electric Supply Co. would commence 
operations in connection with its scheme at Barking, which 
was approved in the latter part of 1921 by the Electricity 
Commissioners; and whether he would endeavour to facilitate 
the commencement of the work in view of the serious unem- 
ployment now prevailing in the Kast London area? 

Mr. Arthur Neal replied : —It is not possible to say when 
the company will commence the construction of its generat- 
ing station at Barking. ‘The Company’s Act of 1921 empowers 
the Electricity Commissioners, when giving their consent to 
the construction of the station, to prescribe the terms on 
which the undertaking may be acquired by the proposed Joint 
Electricity Authority for Greater London. With the object of 
facilitating the commencement of the work, the Commis- 
sioners have communicated the terms to the company, and it 
is anticipated that formal sanction to proceed with the work 
will be given shortly. 

The Electricity Supply Bill.—The Earl of Onslow has intro- 
duced in the House of Lords a Bill to amend the law in respect 
of the supply of electricity. 

North Metropolitan Electric Power  Bill.—The Financial 
Times states that petitions have been lodged in the Private 
Bill Office of the House of Lords praying that when this Bill 
comes before a Select Committee of the House the following 
petitioners may be heard in opposition :—Middlesex County 
Council, South Metropolitan Electric Light and Power Co., 
companies supplying electrical energy within the Administra- 
tive County of London, Hackney Borough Council, Tottenham 
Urban District Council, london County Council, Southgate 
Urban District Council, County of London Electric Supply Co. 

The Census of Production.—In reply to a Parliamentary 
question, the President of the Board of Trade said the census 
of production proposed to be taken next year would be post- 
poned as recommended by the Geddes Committee. 


A Swedish Manufacturing Company.—According to the 
Svensk Handelstidning, the directors of the Almànna Svenska 
Elektrisk A.B. have sent out the following announcement . 
concerning the past year:—'''lhe result of Asea’s activity 
during the year 1921 has now become known. The working 
has left a loss of about 11,800,000 kronen. The loss has arisen 
from the specially violent fall in prices in the year and the 
incomplete occupation of all the company's departmente. 
The directors propose that the loss should be covered out of 
the balance of 300,000 kr. brought forward by the appropria- 
tion of 3,500,000 kr. from the profit equalisation fund, and 
that the balance of 8,000,000 kr. should be met by a transfer 
from the reserve fund of 30,000,000 kr. The company’s 
liquidity, however, is specially satisfactory." Commenting on 
this announcement, the Swedish journal states that it has 
long appeared from the exchange quotation for the company 
shares that the past year was particularly unfavourable for 
the company. The keen competition from Germany, in asso- 
ciation with the heavy fall in the prices of the company’s 
manufactures and stocks of raw materials, already asserted 
itself in the second half of 1920, and was reflected in the 
accounts for that year by a great diminution in the profits 
from 8,020,000 kr. in 1919 to 4,020,000 kr. in 1920, and a 
reduction in the dividend from 12 to 6 per cent. 
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NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Cempiled expressly for this journal by Messrs. Serton-Jonss, О’Омі. ано 
STEPHENS, Chartered Patent Agenta, 285, High Holborn, London, W.C. 1. 


3,701. '*Live rails in systems of electric traction." G. ЕП оп and Man- 
aging Committee ot the South-Eastern & London, Chatham and Doyer Rail- 
way Companies. February sth. 

3,703. "'' Electric tubular annealing, &c., furnaces.” J. R. Р. Lunn. Feb- 
ruary 8th, 

3,704. ‘* Connectors for concentric electric cables.” J. R. P. Lunn. Feb- 
cuary 8th. 


3,723. '' Electric switches." H. H. Berry and Berry's Electric, Ltd. Feb- 
ruary 8th. 

3,724. '' Electric switches." H. H. Berry and Berry's Electric, Ltd. Feb- 
ruary 8th. 

3,725. “ Ignition magneto.” 
(France, February 8th, 1921.) 

3,728. '' Commutators for dynamo-electric machines." Metropolitan-Vickers 
Electrical Co., Lid., апа T. N. Whitesmith. February 8th. 

3,736, *'' Alternating-current generators." Siemens and Halske Akt. Ges. 
February Bth. (Germany, February 8th, 1921.) 

3,741. '' Electrical plug contacts." D. Lodder and G. Verdonk. Febru- 
ary 8th. (Holland, February 9th, 1921.) 
" Fixing covers for electric switches, &c.’? Fuller's United Electric 
Works, Ltd., and A. P. Welch. February 89th. 

3,775. '' Means for protecting joints of underground electric cables." Н. J. 
СЋаутог, Н. Hawkins, and L. R. Lee. February 9th. 

3,905. ''Circuit connection fittings for electric wiring systems." L. M. 
Waterhouse. February 9th. 

ot “ Automatic switchstands for electric irons." G. Howson. Febru- 
ary 9th. 

3,843. '' Electric circuit-controlling devices." Р. G. Broom. February 9th. 

3,849. '' Electric accumulators.” H. Leitner. February 9th. 

3,862. '' Manufacture of radi:sting-surfaces in electric heating apparatus.” 
Soc. dite le Materiel, February Yth. (France, February 12th, 1921.) 

3,868. '' Thermowlectric apparatus for heating water, &c." У, 
February 9th. 


3,870. '' Electric apparatus for destruction of insects, с.” А. Zaccanti. 
February 9th. 


we " Head-lights for motor, &c., vehicles." F. L. Rapson. February 
th. 


C. Scal and E. Urbain. February 8th. 


Ortega. 


3,914. “Electric switchboxes." L. J. Lepine. February 10th. 
3,926. '' Changeable electric code switch." J. A. E. A. Ellis. February 10th. , 
3,937. '' Electric batteries." Soc. Anon Le Carbone. February 10th. 


(France, April 19th, 1921.) 

3,969. '' Devices for dimming incandescent electric lamps." J. R. Middle- 
ton and W. Williams & Co., Ltd. February 10th. 

3,975. “ Electric motor-control systems.” British Thomson-Houston Co., 
Ltd. (General Electric Co.). February 10th. 

3,980. '' Electro-magnetic devices." Н. C. E. Jacoby 
Electric Supply Co., Ltd. February 10th. 


3,982. '' Telautography." H. G. Bartholomew and M. L. D. McFarlane. 
February 10th. 


3.993. '' Transmission and reproduction of sound." S. G. Brown. Feb- 
ruary JOth. 

4,009. '' Magneto-electric machine." G. Natoli. February 10th. 

4,028. “ Electrical transmitter microphones.” E. D. Young. February 11th. 

4,029. “ Electric © motor-controlling switchgear.” C. €. Garrard, M. 
Solomon and W. Wilson. February llth. 

4030. “ Electric motor-starting and controlling switchgear.” C .C. Gar- 
rard, А. H. Railing and W. Wilson. February llth. 

4,036. “ Liquid variable condenser." A. Snow. February llth. 

4.053. * Control gear for electric-driving mechanism." ` Associated Equip- 
ment Co., Ltd., and C. K. Edwards. February 11th. 


4,058. '' Electric swftches." А. Reyrolle & Co., Ltd., and Н. W. Clothier. 
February 11th. 


4,061. '' Wireless receiving systems.” E. Y. Robinson. 


and New British 


February llth. 


1,063. '' Electric inspection apparatus for interiors." A. J. Dean. Febru- 
ary llth. 

4,078. “ Receiving arrangements for clectro-magnetic waves." Т. H. 
Kinman. February lith. 

4,079. “ Motor head-lights.” W. Cook. February llith. 


4,109. “* Electrodynamic power-transmitting mechanism.” J. N. Chaviara 
and J. F. Gill. February 11th. : 


4,116. “ Electric terminals for wall plugs and sockets, switches, &c." C. L. 
Arnold and C. R. Belling. February 13th. 


4.119. “ Electric ignition gear for two-stroke cycle engines." L. H. Houns- 
field. Februarv 13th. 

4.132. “ Magnetos and drive thereof." A. Page. February 13th. ' 

4,134. “ Head light for motor vehicles." А. Cairns, February 13th. 

4,139. “ Means for threading telephone, &c., cables through conduits, &с.” 
E. L. Ward and A. E. Ward. February 13th. | 

4,157. “ Impermeable electric apparatus." F. H. L. Holweck. February 
13th. (France, February 11th, 1921) 

4,171. “ Electric contact devices working with mercury, &c." K. Kaisser. 
February 13th. 

4,179. “ Electric time switches," J. Clifton, J. Robinson and J. Spenser. 
February 13th. 

4,191. “ Alternating-current dynamo-electric machines," A. B. Field, 
Mcetropolitan-Vickers Electrical Co., Ltd., and L. Miller. February 13th. 

4,200. “ Electro magnetic mechanism." A. E. Hudd and Automatic Tele- 
phone Manufacturing Co., Ltd. February 13th 

4201. '' Automobile head light." E. E. Peck. February 13th. 

4.203. '' Alternating-current machines." Е, Creedy. February 13th. 

4,219. “f Protective svstems for alternating-current circuits." С. C. Garrard, 
A. E. McColl, A. H. Railing, and W. Wilson. February 13th. 

4,265. “ Sparking plugs." W. H. Duffett. February 14th. 

4.270. “ Electric switches." Metropolitan-Vickers Electrical Co., Ltd. Feb- 


ruarv 14th. (United States, February 14th, 1921.) 
4,282. * Electric inductance coils, &c." В. H. N. H. Hamilton. February 
14th. f 
4,300. '' Electric power systems.” Р. Kemp. February 14th. 


4,302. '' Telephone number indicator.” 
February 14th. 

4,304. '' Accumulators." H. Leitner. February 14th. 

4,305. ©“ Electrically-driven clocks, &c." J. P. Haworth. 

4,318. “ Repeater circuits." — Western Electric Co., Ltd. 
(United States, June 11th, 1921.) 

4,319. “ Electrical networks." Western Electric Co., Ltd. (Western Elec- 
tric Co., Inc.). February 14th. 

4,332. ‘ Electric current controllers, &c." 
Ltd., and C. T. Hanna. February 14th. 

4,334. “ Electric switches."  Metropolitan-Vickers Electrical Co., Ltd. Feb- 
ruary 14th. (United States, February 26th, 1921.) 

4,337. *' Electric incandescent lamps." General Electric Co., Ltd., and R. 
Le Rossigrol. February 14th. 

4,339. “ Metallic vapour lamp." Р, Eversheim. February 14th. 

4,351. '' Telephone systems." D. C. Crowe. February 14th. 

4,363. '' Electric supply arrangements and apparatus for electrically-pro- 
pelled vehicles and systems for propulsion thercof." О. Kurz. February 14th. 
(Austria, March 7th, 1921.) 


4.367. ''Dividing box for multi-core cables." D. D. Watson. February 
14th. 


4,368. '' Electricity meters for alternating currents." 
February 14th. | 


E. F. Joyce and C. С. R. Wray. 
February 14th. 
February 14th. 


British Thomson-Houston Co., 


L. T. C. Russell. 


4,378. “ Regulating switch for starting electric motors, &c." W.F. 
Rowlandson. February 14th. 

- 4,384. “ Electrodes for heating liquids." О. Meyer Keller & Co. February 
15th. (Germany, June 9th, 1921.) 


4.390. ‘Boxes for carrying electric lamps." A. H. Stevenson. 


ih February 15th. 


February 


4,411. “ Electrically-illuminated signs." 5. T. Jeffrevs. u 
4,413. “ Lightning or surge arresters for electric conductors. A. Reyrolle 
and Co., Ltd., and W. M. Thornton. February l5th. І " 
4,447. '' Apparatus for periodical interruption of electric current. H. 
Ackermann and P. J. Barnes. February 15th. | " 

4,463. '' Electrical speed regulator systems." ^ Metropolitan-Vickers Elec- 
trical Co., Ltd. (Westinghouse Electric and Manufacturing Co.). February 
n 
rm * Electric circuit controllers." British Thomson-Houston Co., Ltd. 
(General Electric Co.). February 15th. 


4,468. '' Thermionic valves." Н. G. Hughes, S. R. Mullard, and L. G. 
Preston. February 15th. | З 

4.470. “ Multiplex submarine cable." Western Electric Co. (Western Elec- 
tric Co. Inc). February 15th. : 

4481. '' ж deposition of metals." Т. W. 5, Hutchins. February 15th. 

4,485. “Electric switches." Hart Manufacturing Co. February 15th. 


(United States, February 24th, 1921.) | 
4,488. '' Electric accumulators.” A. Neumann and O. Neumann. February 

làth. (Germany, January 5th.) | Е 

** Motor starters and circuit po ies A. 

Lith. (United States, February 15th, 1921.) | 

. '" Motor starters and circuit controllers." А. W. Burke. 

15th. (United States, August 13th, 1921.) e 


W. Burke. February 


Februarv 


ee SC AGMEMENECRUNOMQEUEENU 


PUBLISHED SPECIFICATIONS. 


h bere in parentheses are those under which the specificatione will be 
Hs printed. and P ridged, and all subsequent proceedings will be taken. 


1920. 
90,377. '' Navigation by means of an alternating-current cable located in the 
water." H. Lichte. December 30th, 1918.  (148,430.) | | 
20.440. © Electrical annunciator and alarm devices particularly for burglar 
and ‘fire alarms." G. Schmidt and Boker & Co. March 27th, 1918. (148,450.) 


8: нна Et 
22,231. '' Methods of and apparatus for receiving signals by wireless t 

graphy." Hall Research Corporation. August 13th, 1919. (149,954) — 
22,390. '' Alternatingacurrent electric motors," Carey Gavey Syndicate, 


d.. and K. Higginson. July 27th, 1920. (174,655.) 
SOT. s Miners electric lamps.” E A. Hailwood. August 25th, 1920. 
| oem * Receivers for wireless signalling." O. Y. Imray (Executor of O. 
Imray, deceased), International Radio Telegraph Co., and J. L. Hogan. Sep- 
mber 21st, 1920. (174,672. 
о, ^ Electric ш А. Selvatico. October 20th, 1920. (174,688.) 
29,962. “ Cooling of dynamo-electric machines," W. M. Selvey and L. R. 
Morshead. October 22nd, 1920. (174,693.) 


30,122. “Electro pneumatic braking apparatus." T. H. Thomas. April 
. 1929. (161,150. | | 
2,278 АИИ electric machines." R. B. North and A. Allen-Massey. 


ber 26th, 1920. (Cognate application 13,280/21.) (174,701.) 
О 2HT. '" Wind-power реа generating plant." J. C. Hansen Ellehammer. 
October 26th, 1920. (174,703.) 


30,396. '' Electrical signalling apparatus.” S. Sokal (Luftfahrzeugbau 
Schutte Lanz). October 27th, 1920. (174,705.) | "T 
30,409. '' Electric cooking vessels." G. Durando. November 20th, 
154,183. | -— 
i РЗ “Filaments for incandescent electric lamps апа the like. General 


Flectric Co., Ltd., and F. S. Goucher. October 28th, 1920. (Cognate applica- 
ion 21,371/21.) (174,714. | 
731,033. А eed DE TH M. Walker. November 3rd, 19X. 
Cognate application 32,378/20.) (174,744. | | : 
os. Марте pe of internal-combustion engines. * F. W. Lan 
caster and Daimler Co., Ltd. November 4th, 1920. (174,758.) 
31,310. ‘Nipple for use on cables or wires." L, Camillis. 
. (174,760. . "ud .. 
we 526. “ eee devices for electric distribution systems.” British 
Thomson-Houston Co., Ltd., and H. Pearce. November 8th, 1920. dicen 
31.617. “ Magneto electric ignition machines." К. Bosch Akt. Ges. Apri 
94th, 1920... (162,634. . | 
A 101, Cooling 4 sparking plugs апа internal combustion engines of 
motor-ycles," New Hudson, Ltd., and A. A. Price. November 13th, 1920. 
174.778. 
i * Electric excess current indicators." E. Schattner. 
1920. (Addition to 138,835.) (174,785.) 
3 725. " Electrice switches," British Thomson-Houston Co., Ltd., and H. 
Trencham and E. B. Wedmore. November 19th, 1920. (174.793.) 
. “ Brakes for electric tramcars and the like." С. J. Spenser. Novem- 
ber 19th, 1920. (174,795. Р 
3 i Conical of ЖЕ generating plant and switches therefor." Н. J. 
Read and W. J. Bransom. November 23rd, 1920. (174,800.) 
33.116. *“ Electric arc lamps." Е. Heinz Raven. July 12th, 1920. (166.507.) 
33,878. ‘Sparking plug." А. Ramsay. December Ist, 1920. (174,815.) 
33,933. '' Telephone systems." Automatic Telephone Manufacturing Co., 
Ltd. December 3rd, 1919. (154,613.) | . | 
33,956. “ Apparatus for recording automatically the opening or the closing 
and the duration of incompletion or of completion of a plurality of electric 
circuits." Sir H. Darwin and Cambridge & Paul Instrument Co., Ltd. ре 
omber Ist, 1920. (174,818.) | 
35,109. “ Electric lamps used for signalling." D. T. Tritsch. December 
l4th, 1920. (174,831.) 


November 5th, 


November 17th, 


35,498. “ Electric lamps." С. E. P. Gabriel. December 17th, 1920. 
(174,835.) : . с 

35,845. '' Telephone systems." Automatic Telephone Manufacturing °.› 
Ltd. (Automatic Electric Co.). December 21st, 1920. (174,837.) 


5,950. ‘ Electric annaratus for heating flowing liquids." R. C. Masseroni. 
May 24th, 1920. (163,974. . 
"36.132. aS ПОК, DU transformers." ^ Veifa-Werke Vereinigte 

'Elektro Technische Institute, Frankfurt Aschjaffenburg and Dessauer, Dr. 
October 7th, 1915. (Addition to 155,830.) (155,831.) 

36.432. ‘Electric cut-outs.” A. H. Railing, C. C. Garrard, and P. M. 

Coales. December 30th, 1920. (174,847.) 


1921. 


2,172. “ Head-lights of motor-vehicles and the like.” L. A. Dobson. Janu- 
ary 16th, 1921. (174.856. 

6,523. E кйш 2 electric transformers." W. Parry. February 26%, 
1921. (174,866.) | mare 

7,226. “ Dynamo electric generators for lighting bicycles апа the like. 
X. Bullinger., March 5th, 1921. (174,869.) 

8,127. ‘* Contact breakers for magnetes." Duten Doublet et Cie. March 
19th, 1920. (160,420.) 

13,825. '' Methods for the parallel coupling of generators of polyphase 
curregt." Compagnie Générale Electrique. October 6th, 1920. (169,954.) 
21.169. “ High-frequency  self-induction coils." Е. Binard. August 10th, 
1920. (167,767.) 

1922. 
500. “ Electrice high-frequency signalling.” A. 


van T. Day. July 17%, 
1916. (Divided application on 148,380.) (174,064.) 
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the latest version, Viscount Peel expressed the view of 
the Electricity Commissioners that no controversial 
elements remained in it. This may prove to be an 
unduly optimistic impression ; opposition may be forth- 
coming from new directions—but certainly it appears 
that the clauses which were most bitterly resented in 
the earlier editions are now conspicuously absent, and 
consequently the Bill has lost its contentious character. 

With the exception of this important change, and a. 
number of verbal alterations, most of the original 
clauses are reproduced, but there are some important 
additions to the Bill. It is provided by Section 5 (4) 
that ‘‘ a scheme constituting a Joint Electricity Autho- 
rity may include provisions authorising or requiring 
authorised undertakers, and authorising companies and 
other bodies represented on the Authority, to contribute 
towards any administrative expenses of the Authority, 
and . . . requiring such authorised undertakers to 
meet any temporary deficiencies in the fund” which 
represents the Authority’s working capital. This is an 
amplifieation of part of the old Section 13 (1), in & 
stronger form. Section 6 (2) enables the Electricity 
Commissioners to make the pro rata demand for contri- 
butions to their expenses upon the Joint Electricity 
Authorities and authorised undertakers of Great 
Britain (Ireland is now excluded from the operation of 
the Bill) during the current financial year instead of 
the next year after the passing of the Bill; and Section 
6 (4) and (5) provides for revision of the above appor- 
tionments and the payment of interest on arrears, while 
Sub-section (7) makes them recoverable as a civil debt. 

Section 8 enables a Joint Electricity Authority, by 
agreement, to use main transmission lines belonging to 
other persons besides authorised undertakers. Section 8 
of the old Bill, empowering the Commissioners to re- 
quire authorised undertakers to give reasonable facili- 
ties for supply within their area, and in default to order 
the transfer of the undertakings to the Joint Electricity 
Authority or to authorise the latter to undertake the 
supplv, is omitted, and with it goes Section 13 (2), 
which purported to ensure that the benefit of any re- 
duction in the cost of electricity to the undertakers or 
in the capital employed by them, due to the Act of 1919 
or the amending Bill, should ‘‘ enure to consumers ''; 
burdened with these provisions, the Bill would never 
have become an Act, and we think the Government has 
done wisely in abandoning them. 

Section 14 is devoted to the methods of charging and 
revision of prices, and contains new clauses of the 
utmost importance. — Sub-section (1) repeals a pro- 
vision in the Electric Lighting (Clauses) Act, 1899, and 
thus abolishes the obligation to provide a tariff based 
solely on the actual amount of energy supplied which 
has so long oppressed the industry. In this valuable 
concession we see the first-fruits of the deputation to the 
Government which was organised by the Electrical 
Development Association towards the end of 1920; if the 
sub-section is passed, it will be possible to adopt the 
multi-part tariff, the rateable-value, or any other system 
approved by the Electricity Commassioners, without 
stultifying it by the compulsory offer of a flat rate. It 
is to this clause that opposition may be raised by some 
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who fancy that they act in the interests of the con- 
sumer, and possibly by the gas interests, but we believe 
that the fact that the Commissioners will exercise con- 
trol over the proposed tariff system will be accepted as 
an adequate safeguard. Other sub-sections provide for 
the revision of charges at intervals of three years. 

Section 15 is entirely omitted. This related to the 
terms of payment for stations, &c., acquired by the 
Minister of Transport under Section 18 of the Act of 
1919, and to the prices to be charged for electricity. 

Section 15 of the new Bill extends the definition of 
“© premises having a separate supply " to cover those 
having a “© supply of gas, steam, or other form of energy 
applicable for the purposes for which electricity is de- 
manded or received." This is a valuable improvement, 
ensuring that in future consumers of other ‘‘ forms of 
energy ’’ shall not be entitled to make a convenience of 
electricity as a mere stand-by without paying a fair 
price for the privilege. A new clause in Section 16 (1) 
restricts the power of the owner of a station generating 
electricity for traction to supply energy to an autho- 
rised distributor within the area of a power company 
without the consent of the latter; it 1s not clear, how- 
ever, that a consumer within the area could not be sup- 
plied without the consent of the power company, and 
this is an important point which ought to be rectified. 
It is emphasised by another new clause which prohibits 
supply ““{о any premises within the district of a Joint 
Electricity Authority " without the consent of that 
authority. The whole question of the right of a railway 
company to supply electricity needs thrashing out, 
especially with reference to the London area. 

Indications are not wanting that the passage of the 
Bill will be strenuously resisted, both in Parliament and 
in the financial Press, and the latter has already per- 
suaded itself that the Joint Electricity Authorities will 
plunge into expenditure on a colossal scale—one esti- 
mate reaching 110 millions sterling! 

But there are two considerations to which we attach 
great weight. One is that the Electricity Commissioners 
wil have control over the Authorities, and we have 
confidence in their judgment ; the other is that expendi- 
ture is absolutely necessary, and that if it is not con- 
trolled and co-ordinated, the aggregate outlav will be 
vastly greater. Hence we trust that the Bill will pass, 
and we believe that its effect will be beneficial to the 
electricity supply industry and to the nation. 


Our readers will recall that we have 
Overseas Trade consistently urged the need for a 
Development. strong State department charged with 
the duty of watching and furthering 
the interests of British commerce overseas. We have 
observed with grave concern the endeavours that have 
been made since the Armistice to reduce the fighting 
strength of the Overseas Trade Department which was 
organised and developed during the war. The Depart- 
ment was then placed on a much sounder basis than the 
old Commercial Branch of the Board of Trade, with the 
express view of preparing for the post-war renewal of 
British export trade. 

In our opinion the attempts that have been made 
from time to time recently to effect petty economies in 
the Department have shown ignorance both of the proper 
policy of Governmental assistance in overseas trade and 
also of the actual work of the Department, whilst the 
latest attempt on the part of the Geddes Committee to 
stifle its activities has shown an entire misinterpretation 
of the needs of the commercial community. We will 
not again contrast the Geddes recommendation practi- 
cally to abolish the Department of Overseas Trade with 
the action of other exporting countries in expanding 
similar organisations. But whilst we recognise how 
essential it is that Government expenditure be reduced 
and taxation decreased in this country, we refuse to 
believe that any real economy would be effected by cur- 
tailing any sound measures to promote the export of 
British manufactures. We therefore welcome the 
announcement made by Sir R. Horne that ^* the Govern- 


ment think it would be a great misfortune to do away 
with the instrument which the traders of this country 
and those who trade with them beyond the seas regard 
as a most useful link in the conduct of their operations." 
We are glad to learn further from Sir R. Horne's re- 
marks that the opinions which we have always expressed 
in these columns on behalf of the electrical and allied 
industries are endorsed by business men generally. The 
Department should be strengthened, not weakened. If 
its senior officials keep in close touch with the export 
merchant and manufacturer and show themselves 
capable of anticipating and administering to the re- 
quirements of both, the Department should have no 
difficulty in yielding a full return to the taxpayer for 
its annual cost. 


AT the last meeting of the National 
Industrial Council (Electric Supply) a 
.veto was placed on the proposed ‘‘ Con- 
ference of Joint Industrial Councils 
and other Bodies in the Electrical Industry." It was 
resolved by the National Council that it was not in 
favour of setting up a permanent body of this kind, to 
which sume of the constituent Associations very strongly 
objected. ‘The purpose of the Conference was to repre- 
sent the needs of the industry to Government Depart- 
ments, issue to the Press authoritative statements on 
matters affecting the industry, and so forth. The Con- 
ference was to comprise three Industrial Councils (Elec- 
tric Supply, Cable Making, and Electrical Contracting), 
and the B. E. A. M.A., the Electrical Wholesalers’ Federa- 
tion, and the B.E.D.A. The constitution of this body was 
obviously of a somewhat hybrid nature, and it was felt 
that the electricity supply industry would be giving very 
important delegated powers and have a very fractional 
and indirect voice in the doings of the Conference. This 
was outside the question whether the National Council, 
which was obviously an ad hoc body exclusively for 
labour matters, would not be acting ultra wires in 
appointing members to a standing conference which 
dealt with matters entirely outside the range of the 
Councils. Anyhow, so far as the electricity supply 
industry is concerned, the new Conference will have to 
exclude this particular Industrial Council, and if it 
goes on with the scheme, it will simply represent the 
manufacturing and contracting industries. 

The question at issue was, of course, not merely one of 
meeting and conferring with other bodies, but one of 


Diversity of 
Interests. 


setting up а new substantive and independent body · 


which would have full executive powers and, moreover. 
would appear to be, in some sense, an overhead and final 
authority to which the other Councils and Associations 
would be subordinate. 


THE successful achievement of the 
Walkerburn hydro-electric scheme, 
which is described elsewhere in this 
issue, is interesting in view of the pro- 
posal to adopt hydraulic storage on a colossal scale in 
connection with the Severn tidal power scheme. We be- 
lieve that very few installations of this type are 1n 
existence. The idea, however, is old, and we well re- 
member the proposal of Mr. H. Wilson Fox, manager of 
the British South African Co., in 1905, to adopt 1t on 
the Rand. The promoters proposed to generate 250,000 
h.p. at the Victoria Falls on the River Zambesi, and to 
transmit power a distance of 700 miles to the Rand. 
At the time, Mr. W. B. Esson estimated that the cost of 
aluminium cables to transmit 15.000 kW to the mines 
at 100,000 volts would be well over a million pounds." 

To obtain a load factor of 100 per cent. at the generat- 
ing station, it was proposed to pump water up to ап 
elevated reservoir at the delivery end of the line, and 
to generate electricity with it at times of heavy load. 
The scheme was never carried out, because it was found 
far better to generate with steam power in the neigh- 
bourhood of the mines, but on technical grounds it was 
of great interest. 


Hydraulic 
Storage. 
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THE MECHANICAL STORAGE OF WATER POWER. 


WALKERBURN HYDRO-ELECTRIC SCHEME. 


A WATER-POWER Installation which possesses many novel 
features has lately been put into operation, and is now 
supplying power for driving the Tweedvale and Tweed- 
holm Mills at Walkerburn, Peebleshire. This village 
became a thriving community when these two mills were 
established in 1854; the mills owed their existence to 
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Fig. 1.—PLAN OF THE SITE. 


the water power which was available in the Tweed, and 
for a long time this was the only power used in them. 

The fall available was divided between the two mills, 
the water leaving the wheels of the upper mill and pass- 
ing through the wheels of the lower mill before returning 
to the river. Тһе falls utilised were respectively 5 ft. 
3 in. and 5 ft., for, although the total head between 
the intake and the point of return to the river was 
15 ft., nearly 5 ft. was lost in the long head and tail- 
races. The mills, which covered a considerable area, 
had long grown beyond the power available from the 
old breast wheels, which together yielded only about 
110 h.p., and other means of driving had from time 
to time been added to supplement this water power. A 
great loss of power in transmission to the scattered 
buildings by means of long lines of shafting and bevel 
gearing was unavoidable. 

Full development of the water power was impossible 
until the ownership of the rights for the whole of 
the fall passed into the hands of one owner. Messrs. 
Henry Ballantyne & Sons, Ltd., owners of the Tweed- 
vale mills, purchased the Tweedholm mills in July, 1918. 
They decided to utilise the water available to the best 
advantage, anü to eliminate the heavy transmission 
losses by introducing electrical drive. Messrs. Boving 
and Co. (London). Ltd., were asked to prepare a 
suitable scheme, and their proposals were adopted. 

The first point decided was that the head available 
should be developed in one place. "The obvious advan- 
tages of this are that an economical head is available for 
driving the turbines, and that the duplication of plant 
and operating staffs is avoided. It was decided to con- 
centrate the fall at the upper mill by deepening the 
race between the two mills, as it was impossible to 
concentrate it at the lower mill in view of the flooding 
of intermediate buildings which would have occurred. 
This involved a considerable amount of excavation. The 


head anticipated was 10 ft. 6 in., but further iniprove- 
ments in the hydraulie conditions have been made and 
the operating head is now, under normal conditions, 
slightly over 11 ft. 

The power available under these conditions was 
220 h.p., exactly double that given by the old breast 
wheels. A survey of the power requirements of the two 
mills showed that a total of 450 h.p. was needed, and 
the problem was then to find the balance, t.e., 230 h.p. 

The mills work for about 50 hours per week, so that 
for two-thirds of the week the power available would 
not have been used. With the low head of 10 ft, 6 in. 
the storage of the water was quite impossible. Electrical 
storage of the surplus power was also deemed impracti- 
cable, and it was finally decided to store the power 
mechanically under the following plan. During the 
idle hours the turbines were to be run for the purpose 
of driving pumps. The water from these was to be 
delivered to a high-level reservoir and stored therein. 
During the working hours the water would run down 
from the high-level reservoir through the same pipe as 
it flowed up through before, and by driving a Pelton 
wheel would generate the extra power required. 

A survey of the conditions proved this to be quite 
feasible, for the hills immediately behind the mills rose 
up steeply to a height of over 1,000 ft., offering an ideal 
site for the reservoir in contemplation. Fig. 1 shows 
the general plan of the site; the two mills standing on 
the mill lade close to the bank of the Tweed are clearly 
shown, as are the positions of the reservoir, the 12-in. 


‘ . . . . . 
cast-iron pipe-line, surge tank, and 9-in. steel-riveted 


pipe-line. The high-pressure pipe-line, to save expense, 
was brought as steeply as possible down the hillside. 
The reservoir had to be placed on a saddle some little 
distance away, and was connected to the top of the 
high-pressure pipe-line by a 12-in. cast-iron pipe run- 
ning practically on the level round the contour of the 
hill. A surge tank is necessary at the junction point 


Fic. 9.—Low-rnkEssURE TURBINE IN COURSE OF ERECTION. 


to provide or absorb water at times of change of load, 
for the 9-in. pipe being on a steeper slope will more 
readily accommodate itself to changes of load, and on 
increasing loads will draw off more water than the 12-in. 
pipe can immediately supply. ` 

This scheme provides the extra 230 h.p. required, for 
in spite of the fact that a good deal of the energy avail- 
able during the idle hours is absorbed in the pumps, in 
pipe friction, and in losses in the Pelton wheel, the idle 
time being Jonger than the working time fully compen- 
sates for this and enables the effective power to be mere 
than doubled, | a S 

The low-pressure turbines consist of two, large double- 
runner, horizontal Francis turbines of 110 h.p.;each, 
running at a speed of 200 r.p.m. Between these tur- 
bines is a water-tight chamber. 
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Each turbine is furnished with a large faced belt- 
pulley of double width, the diameter being 100 in. The 
outlets from the turbines nre inclined at an angle to 
reduce the amount of disturbance to existing buildings, 
and also to give a cleaner exit for the water. Both 
these low-pressure turbines drive a single generator 
of 145 kW running at 600 r.p.m., each end of the 
venerator shaft having an overhung crowned pullev for 
the purpose. 


A 


* Under normal operations the low-pressure turbines 
are run on hand control. 
of demand are met by the high-pressure turbine. Thus 
the: low-pressure turbines run on full load, and only the 
balance of power is drawn from the reservoir. At night, 
since the pumping load is constant, hand control 
suffices. 


Сесе 


Fic. 5.—OiL-PREssURE GOVERNOR, BRUCE PEEBLES GENERATOR, 


PUMP, AND SWITCHBOARD. 


The duplication of the low-pressure turbines has a 
considerable advantage apart from that of overhaul. 
On occasions it is necessary to work overtime; the 
central generator is then driven by one low-pressure 
turbine, and for this purpose one turbine is provided 
with a governor. The other turbine under hand regu- 
lation drives its pump all the time. 

In line with the generator driven by the low-pressure 
turbines are shafts carrying crowned pulleys exactly 


GENERATING AND PUMPING PANT. 


During the day all variations 


similar to those on this generator. These shafts drive 
the high-pressure pumps creating the head of 1,050 ft. 
which is required. During the idle hours the belts are 
changed over from the generator pullevs to the pump 
pullevs. I 

Since the quantity of water delivered by each pump 
is relatively small, namely, 220 gallons per minute, it 
would have been quite impracticable to run at a speed 
of 600 r.p.m., and therefore a gear-drive had to be re- 


Tig. 4.—WaLL or RESERVOIR. 


sorted to, and the pumps themselves run at 3,000 r.p.m. 
To isolate the gear-case and prevent any side pull from 
interfering with the correct meshing of the gears, flexible 
couplings are provided on each side of the gear-boxes 
The arrangement is shown in fig. 9. 

These pumps deliver through 4-in. pipes into a bus 
pipe connected both to the 9-in. high-pressure pipe 


Fic. 6.—HIGH-PRESSURE 
PIPE LANE. 


leading up the hill to the reservoir and the 6-in. 
pipe for supplying the high-pressure turbine. The 
latter is of the Pelton type, and, under an effective head 
of 897 ft.. develops 230 h.p. | 

Owing to the long pipe-line, precautions had to be 
taken for dealing with the water-hammer effect on shut- 
ting down the turbine suddenly in the event of the 
load coming off, and the Boving patent system of com- 
bined needle and deflector regulation has been incor- 
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porated. When the load goes off, the deflector cuts into 
the Jet of water issuing from the nozzle and throws the 
power off the wheel. ‘The needle is then allowed to move 
slowly forward to reduce the jet to the size correspond- 
ing with the new load, the deflector meantime taking 


up its position immediately above the reduced jet. In 
this way waste of water only .takes place during the 
The rapidity of 
control by 


few seconds of the regulating period. 
action of the deflector and the economical 


means of the needle aré thus combined. 


Iraq. 7.—PELTON WHEEL AND BRUCE 


The Pelton wheel runs at 1,000 r.p.m., and is coupled 
direct to a 159-kW generator.. The whole electrical sys- 
tem is d.c., and the pressure 1з 250 volts, 

Fig. 2 shows one of the low-pressure turbines in course 
of erection in its own pit. The bulkhead shown on the 
left was cast into the wall, which afterwards forined one 
of the sides of the water-tight chamber containing the 
belt pulleys. 

Fig. 3 shows an interior view 
board end ; 
turbines and driving the central generator can be clearly 
seen. On the right- hand side will be seen one of the 
high-pressure pumps and the gear-box through which 
it is driven. 

Fig. 5 is an interior view taken from the other end, 
showing the governor controlling one of the low-pressure 
turbines in the foreground, and the switchboard in the 
background. | 

Fig. 7 shows the 230-h.p. Pelton wheel with its genera- 
tor and governor. The size of this may be contrasted 
with that of the low-pressure turbines, each of which 
las only half the output of this small Pelton wheel. 

Fig. 6 shows the 9-in. pipe. through which the water 
is pumped to the reservoir and which brings the water 
down to the Pelton wheel, being laid in the trench up 
ihe hillside. For the upper portion, where the head is 
less than 300 ft., an ordinary slip-joint is satisfactory ; 
but, as seen in the photograph, for higher heads the 
pipes are flange-jointed, the faces of the flanges being 
machined and rubber packing rings provided to make 
the joints water-tight. The static pressure at the lower 
end amounts to 455 lb. per sq. 

At the outlet from the surge tower ап 
butterfly valve is fitted. If by any accident a burst 
should occur in the 9-in. pipe, this valve would be 
operated bv the increase of velocity: the valve would be 
tripped and would slowlv close under the control of a 
dashpot, thus cutting off the waste of water and pre- 
venting any possibility of a wash-out occurring. 

One of the biggest works in connection with the whole 
installation is the reservoir, and a few figures may he 


taken from the switch- 


automatie 


PEEBLES GENERATOR. 


the belts coming up from the low-pressure ` 


of interest. The longest period of pumping is from mid- 
day on Saturday till Monday morning, t.e., 42 hours, 
and at their rated capacity the pumps will in this time 
deliver 1,108,800 gallons. During the working hours 
of any one day, if the Pelton wheel were kept continu- 
ously on full load it would consume 546,750 gallons in 
nine hours, Allowing that one hour of the remaining 
15 hours is lost each di av In changing over and at meal 
times, the pumps could run. 14 hours and replace 369,600 


gallons, the deficit being 177,150 gallons per night. 
This, with the five 

hours’ draw-off on 

Saturday, would 

lead to a total 

. deficit when the 

week's work wus 

finished of 

1,189,500 wallons. 


It will thus be seen 
that the water used 
during the week 
from the reservoir 
would slightly ex- 
ceed the quantity 
pumped into it. It 
must be noted, 
however, that this 
would only occur if 
the Pelton wheel 
were kept on full 
load during the 
whole of the work- 
ing hours, a con- 
tingency that can- 
not normally arise. 

Theoretically, 
then, a reservoir 
capacity of slightly 
under 1,200,000 gallons would be adequate. A certain 
margin has to be "allowed to provide against the pumps 
being stopped for overhaul of any part of the plant, 
and in times of exceptional drought it might not be 
possible to run the pumps at full capacity. It was 
therefore decided to enlarge the reservoir so as to pro- 
vide a surplus storage to carry over from favourable to 
unfavourable weeks, and a reservoir of 35 million gal- 
ultimately decided upon. The reservoir is 
192 ft. square and 15 ft. 6 in. deep. | 


lions was 


Fic. 8.—RESERVOIR IN COURSE OF CONSTRUCTION. 


Owing to the possibility of the ground not being 
watertight, the bottom of the reservoir was formed of a 


9-in. slab of reinforced concrete laid directly on the 
solid ground. This slab contains a light mesh of 


steel reinforcement. to provide against any upward 
stresses due to changes of temperature or to hydrostatic 
pressure from the outside when the reservoir is empty. 
This meshing is shown clearly in fig. 8. 

The walls (fig. 4), which vary from 8 in. thick at 
the top to 21 in, at the bottom, are heavily reinforced, 
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the reinforcement being tied in to the floor so that the 
walls can distribute their load on the cantilever prin- 
ciple. The taper of the walls was increased near the 
foot to provide against the bending moment, which in- 
creases more rapidly as the floor is approached. The 
tensile stress in the vertical rods of the wall was limited 
to 64 tons per sq. in., with a view to minimising the 
possibility of surface cracks occurring. A mixture of 


l to 2 to 4 was used, and great care was exercised in: 


ihe selection, grading, and mixture of the constituent 
parts. During a recent test no leakage or sweating in 
any part of the reservoir was observed. This is parti- 


Messrs. Bruce Peebles & Co., Ltd., the switchgear and 
cables by the British Thomson-Houston Co., Ltd., the 
pipes by Messrs. Mechans, Ltd., and the valves by 
Messrs. Glenfield Kennedy. The reservoir was designed 
in detail by the Considére Construction Co., Ltd. 
Messrs. Melville, Dundas & Whitson, Ltd., were con- 
tractors for the construction work. Mr. J. Sharp, 


Wh.Sc., M.I. M.E., of Glasgow, acted as consulting en. 
gineer during the construction and erection of the 
whole of the scheme. | 

The cost of the scheme, including the electrification 
of the mills, has. been stated to be about £100,000, and 


We See ee 


cularly satisfactory in view of the very difficult condi- 

tions obtaining at this altitude during construction. 
The plant has been in successful operation now for 

some months. Аз has already been mentioned, the 


scheme was proposed by Messrs. Boving & Co., Ltd.. 


who have acted as main contractors for the supply of 
the hydraulic equipment, including turbines, governors, 
generators, pumps, gears, pipes, and valves. The 
shunt-wound open-type generators, with their bed- 
plates and extended shafts, were supplied to them by 


Itc. 9.—ARRANGEMENT OF GENERATOR, PUMPS, AND GEARING. 


the resulting saving in coal, oil, labour, &c., has been 
estimated at £10,000 a year. 

It will be noted that the output of nearly 500 h.p. 
has been secured on an initial fall of 10 ft. 6 in. only. 
The level of the Tweed at Kelso is 200 ft. and at Peebles 
531 ft. 
possibilities of cheap hydro-electric power. Between 
Peebles апа Walkerburn alone the River Tweed falls over 
100 ft., and it is to be hoped that some day this wasted 
power will be utilised. 


THE IDEAL HOME EXHIBITION 


THE sixth of the series of Ideal Home Exhibitions 
organised by the Daily Маз was opened on the first of 
the month by H.R.H. Princess Alice, Countess of Ath- 
lone, and will remain open for 25 days. At Olympia 
the publie will be able to examine at leisure all that goes 
to the furnishing and equipment of a modern home. 
Simultaneously with the inauguration of the show, 
the model village on the outskirts of the Welwyn Garden 
City, in Herts, was opened by Field-Marshal Earl Haig 
on the 2nd inst., and there all interested in the housing 
problem will find practical examples and methods of 
household construction. The great advantage of the 
model village is that the houses will be available for 
occupation after the public has had an opportunity of 
studying them. No fewer than 382 designs were sub- 
mitted by architects for the competition, the rules of 
which were framed to inspire rather than instruct com- 
petitors to adopt modern labour-saving methods. Sim- 
plicity is the keynote, and a liberal provision for the 
use of electricity has been made for heating as well 
as lighting purposes. The prize-winning designs are 
for medium-sized houses that can be efficiently run by 
one person. The point is stressed, however, that they 
are not museums of labour-saving ‘‘gadgets’’; the 
results have been obtained by compact planning and 
careful consideration with regard to the order of the 
necessary housework. The village comprises 41 cot- 
tages, which represent 16 different systems of housing 
construction. 
` А feature of the Olympia exhibition is the annexe, 
practically the whole of which is occupied by 10 gardens 
. designed by Royal ladies. Each is distinctive in design 
and all are beautifully carried out; it is almost incre- 
dible that so much of Nature’s beauty could be set out 
on a concrete floor within the walls of a building, and 
the achievement is one of which the nurserymen and 
landscape gardeners who materialised the designs 


AND WELWYN GARDEN CITY. 


may well be proud. The gardens are illuminated 
by a special electric lighting scheme that com- 
bines the advantages of Mazda lamps and fittings 
supplied by the British Thomson-Houston Co., Ltd., 
and Messrs. Chance Bros.’ “ daylight’ glass screens, 
which filter the light rays and to a considerable extent 
correct the light from the gasfiled. lamps so that it 
more nearly approximates daylight, and thus preserves 
the true colours of the gardens. 
ised by the Middlesex Hospital, to whose excellent work 
the extra admission fee will be devoted. 

A noticeable feature of the rest of the exhibition is the 


Between these two points, therefore, lie great - 


we uo 


The display was organ- : 


improvement that has been made on last year's ideas. 


the general lay-out, and the exhibitors’ methods of pre- 
senting their displays. There is a greater variety in 
exhibits, and the treatment of interiors has been mucli 
improved; thus, furnished rooms do not need to be 
entered, for all are open to the vision of the passer-by. 
The large display made by electrical firms and the 
attractive manner in which their products are staged 
is à commendable feature. 

The show is well arranged in sections, and in most 
cases exhibits of one type have been grouped within 
easy distance of each other, thus making comparison 
easy. Kinematograph film displays, conferences, and 
lectures have been arranged to take place daily, and 


amongst the latter will be two by Mr. S. J. Harding 


(on March 15th and 23rd, at 7 p.m.), whose subject will 
be '' The Modern Use of Electricity in the Home.” 


The majority of the exhibits are extremely attractive. al 
though naturally somewhat outside our sphere. Various light- 
ing systems are to be seen, and small generating sets are 
prominent, including all classes of non-automatic, semi 
automatic, and full-automatic plant. For instance, mention 
may be made of the plant shown by Messrs. Rashleigh, Phipps 
and Co., Ltd., Mann, Egerton & Co., Ltd., Studebaker, Ltd.. 
Hick-Diesel Oil Engines, Ltd., R. A. Lister & Co.. Ltd.. the 


Austin Motor Co., Ltd., Aster Engineering Co. (1918), Ltd., | 


and Messrs. Wakelins, Ltd. ` 


= 
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The "Astro ° electric-light intensifier has already been 
illustrated in our columns; it is a metal reflector coated 
with silver on the inside. The “ Justo " electric lamp stand 
can be clipped on to the edge of a table or desk, &c., so that, 
as its name implies, the light can be adjusted to any desired 

ition. 
The stand of the RawLPLUG Co., LrD., forms a practical and 
interesting exhibit; these plugs are now too well known to 
the trade to need introduction. 

The representative selection of art -glass exhibited by 
Messrs. PONTE, LTD., is said to be a new departure in Vene- 
tian coloured glass. It consists principally of useful articles 
in almost every colour for the table, toilet, and lighting; the 
artistic designs are most effective, particularly when illu- 
minated from within. It is made at Murano, in Venice, by 
Messrs. Barovier. The range of alabaster bowls for semi- 
indirect lighting, also to be seen on the firm's stand, produces 
an excellent decorative effect. 


material, form an entirely new departure in decorative light- 
ing. The material is claimed to be fireproof, practically un- 
breakable, and easily cleaned. This method of lighting and 
panelling should be very effective in public buildings, 
theatres, and similar premises. Fig. 1 illustrates one of the 
plaques or panels which can be made to any special design, 
and any colour effect can be obtained by night when illu- 
minated from the back. 

Messrs. C. AYNARD & F. ZiMMERLI are showing a Paris 
novelty in the form of an electric candle. As will be seen 
from fig. 2, the base 1s made large enough to contain an 
ordinary torch battery, the novelty of the idea being that 
when the candlestick 1s lifted by means of the stem the light 
is switched on, and when placed down it goes out. Constant 
lighting may be had also by screwing in the side nut shown. 

Somewhat similar devices are the “Goblin” and the 
'" Bogey " portable electric night lights, which are exhibited 
by COMMERCIAL MONOPOLIES, LTD., and the British & ALLIED 
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Fic. 1. A Pin SLUCENT ыы? n E TRI Fig. 4.—'* HorPLA1E "  DounLE-COMPARTMENT KETTLE. 

Messrs. С. Азвил & Co.. Ian.. have on view plain and ELECTRICAL AGENCY, LrTD., respectively. Their construction 18 
carved Ttalinn Castellina A A са tablo and Standard indicated by the sketch shown in fig. 4, and is simplicity itself. 
lamps vases, flower bowls fruit Анга. е that wil repay A polished wood box contains the standard dry battery, the 
inspection. x à "IURE UT E ыы opal globe enclosing the electric bulb that lights up when 
Tue 7, ELECTRIC Lamp & SuPPLIEES Co.. Lrp.. in addition to the lamp is lifted by its brass handle, or when the continu- 
a selecti f beisén. 1 Spry uter ar ous light switch A, B is in use. ла аа | 
af aap lage ane ee УА rur ios An ingenious domestic appliance of great utility is Wheeler's 
lucent bowl fittings, panels, and B horns "Db ‘special fou йге kettle that is exhibited by the Hor-Pr4rE HARDWARE CO., Lrp. 
af the bowls is that the objectionable “Два” aftent of T As shown in fig, 4, whilst boiling water in the lower compart- 
direct lighting fittings is eaten ta D естон do d large ment, plates or a small dish of food may be placed in the 
extent. Having by daylight an appearance similar to that of upper chamber of the kettle and kept warm without extra 
white атыл they ascents вані anid aie artistic cost. The device should be a most useful one in the nursery 
colours when illuminated. The colouring matter is embedded or sick room, and whilst the particular “ Hotplate " kettle to 
in the material of which the bowls aré made. so that when he seen at the show is not an electrically-heated one, it 1s 
cleaning them there is no fear М damaging Hin colouring obvious that it could be adapted with ease for that purpose. 

e panels and friezes, which are moulded from the same (To be continued.) 
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OXFORD STREET LIGHTING. 


RECENT DEVELOPMENTS. 


Tuose who watch the signs of the times will note that 
Oxford Street, always a well-lighted street, has now 
become one of the best, if not the best, lighted streets 
in London. . The St. Marylebone Borough Council has 
‘very reason to be proud of this striking improvement 
m this important shopping centre, and also of its enter- 
prising Electricity Department, which carried out the 
work with so much success and in such a short time 
m order to be ready for the Royal wedding festivities. 
When the idea was first put forward of making Oxford 
Street an example of efficient street. lighting, with a view 
to raising the illumination to the standard demanded 
by modern traffic conditions in one of the busiest 


thoroughfares in the metropolis, the Electricity Com- 
mittee consulted its electrical engineers, who caused 
samples of new street-lighting lanterns to be erected. 
Among these was a type suggested by Mr. Haydn T. 
Harrison, who realised the importance of not only light- 
ing the roads and pavements, but also the shop fronts 
for which this street is justly famous. It was apparent 
from the first that this lantern was the most suitable in 
every way and it was, therefore, selected, and the Coun- 
cil and Lighting Committee’s engineers are to be con- 
gratulated on the excellent results obtained therewith. 

The task of producing a sufficient number of the 
lanterns in so short a time undertaken by the 
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Electric Street Lighting Apparatus Co., which manu- 
factures Mr. Haydn Harrison’s designs at its works at 
Canterbury. The special feature of the new lantern 1s 
the large light radiating surface, which is produced by 
the use of thin sheet glass, ground on the inner surface, 


Fic. l.—IwMPRovEbp OXFORD STREET LIGHTING. 


the light absorption of which is very low, that at the 
same time completely screens the light source from the 
eye. The lanterns are also very substantial, only cast- 
iron and copper being used in their construction; the 
former provides a very large area of cooling surface 
which, supplemented by an efficient ventilating system, 
allows of gasfilled lamps of nearly апу power being 
adopted. The reflector being of enamelled earthenware, 


no diminution in efficiency takes place due to heat, and 
all parts are easily cleaned. 

After careful consideration and experiment, it was 
decided to replace the existing 500-watt units by 250- 
volt, 1,500-watt Osram gasfilled lamps, supplied by 
the General Electric Co., Ltd., and mounted in lan- 
terns of octagonal form fitted with diffusing glass 
panels as described: above. This combination yields an 
illumination remarkable for its uniformity and free- 
dom from glare as will be seen from the photograph 
reproduced in fig. 1. | 


The lanterns are mounted at a height of 25 ft. above 
the street level and at an average distance apart 


of 160 ft. The average intensity of illumination is 
2.1 foot-candles, the maximum value under the liunp 
being 4:0 foot-candles, and the minimum value between 
the posts being 0.2 foot-candles. Fig. 2 is an illumina- 
tion curve showing,the intensity of light on a hori- 


FOOT 


LANTERNS, SHOWING 


NEW 
ADJACENT STANDARDS. 


Fic. 2.—ILLUMINATION CURVE OF 

DISTRIBUTION BETWEEN Two 
zontal plane 3 ft. above the rond surface between two 
posts. 

Oxford Street, with its new lighting and the G.E.C. 
Hoodlights on the Selfridge building, which we have 
already alluded to, will certainly be a bright spot in 
" Brighter London." The conversion was completed 
and finally put into commission on February 28th as a 


compliment to Princess Mary. | 


COMMERCIAL DEVELOPMENT. 


(Abstract of President's address at the WESTERN CENTRE of the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THe fourth meeting of the 1921-22 session of the Western 
Centre of the Institution of Electrical Engineers took place 
at Cardiff on February 6th, and was marked by the presence 
of the«president of the Institution, Mr. J. S. Highfield, who 
delivered an. address on the above subject; following the ineet- 
ing those present met at dinner. 
In the course of his address, Mr. 
they were up against was not the technical aspect of the 
profession, but the business aspect. Money had to be raised 
for schemes and «those who found the money looked for a 
safe investment. Everyone agreed that the supply industry 
was the foundation on which the whole manufacturing in- 
dustry rested. The framers of the Electricity (Supply) Bill, 
1919, proposed to raise money for schemes in some rather 
vague way, a rather hopeless proposition, and until means 
were found for providing the money nothing could be done. 
Unless engineers kept a sharp eve on the legislative side, all 
the good they had done would be wiped out by the political 
side. Engineers did not take enough interest in the success 
of their fellow workers, but rather rejoiced when they saw 
somebody else making a mistake. Mr. Highfield briefly 
sketched the development of the supply industry from the 
discoveries of Faraday up to the 1919 Act. When in 1888 
Parliament extended the tenure to 42 years, a great many 
pioneers took their courage in both hands and started the 


Highfield said that what 


first electricity supply businesses. Some of the early com- 
panies were stil prosperous and doing better now then 


they ever did. The company method of raising money was 
altogether preferable to the municipal one. In the former 
there was always the driving power—the fear that one might 
not be able to carry on; that sort of enterprise made for the 
greatest efficiency. Power stations ought to be outside the 
urban district. In 1901-2 most of the power companies were 
formed to do the very things which the District Boards were 
supposed to do. Mr. Highfield had studied with great in- 
terest the co-operative scheme the South Wales Power Co. 
was putting forward, and he thought it was an extremely 
good one. In supplying a district for power purposes, the 
suppliers had to take exactly the same chances as the manu- 
facturer in the district: if the manufacturer went down the 
power supplier went down. Supplying light in a town was 
a pretty safe business, but the supply of power 


was another 


matter. Municipalities could not afford to make losses, and 
there was no chance of supplying power on a really large 
scale without running the risk of making a loss. It would be 
very much sounder if the local authorities could be share- 
holders in the power company itself for if the power com- 
pany was successful it lowered its price and the consumer 
benefited. If customers: were shareholders it would tend to 
greater stability. As he understood it, that was the scheme 
proposed by the South Wales Power Co.; it said ''If you 
want a supply you must find some of the money." It 
was a bold move and it was possible that a better way could 
be found. 

At the close of the address a short discussion ensued, in the 
course of which Mr. CHAMEN (engineer and general manager, 
South Wales Power Co.) thanked the president for the bless- 
ing which he had bestowed on his company. It was the first 
time he had ever heard it blessed at all. It was no use to 
busy themselves with high technicalities unless they could 
get their foundations right. They must turn to and do-a bit 
of " under-pinning," that was what he had been doing for 
some time past. Some thought co-operative concerns unfair 
because they paid no income tax. He did not know whether 
that was going to be an objection to his Bill, but there was 
one way they could all avoid paving income tax, and that was 
by having no income. That had been the position of his com- 
pany ever since he went down there. He would like to hear 
any criticisms on the Bill his company was promoting. 

Mr. Morey New (City electrical engineer, Cardiff) kept 
clear of. the contentious matters raised by Mr. Chamen as 
opportunities would occur to discuss those amicably in other 
places. He thought it was a distinct advantage to the supply 
side to have such a set of men as the Electricity Commis- 
sioners, who had been brought up in their own branch of 
the industry, to get through schemes which otherwise woult 
have been hung up indefinitelv. 

Mr. NicHous Moore (borough electrical engineer, Newport) 
alwavs understood that no supplv undertakings could supply 
at a reasonable profit unless they had a large power supply 
to reduce proportionately the costs of production. Why light- 
ing supplies should be allocated to municipalities and power 
to companies he would be glad to hear; also if the giving 
of a power supply was so risky to the local authority why was 
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it that power companies were so anxious to get that portion 
of supply ? 

Mr. D. RosERTS (consulting engineer, Cardiff) knew nothing 
of the rights and wrongs of Mr. Chamen’s Bill, but he did 
not see why even in that matter engineers could not pull 
together. There was ample room for linking up between the 
exisung stations. 

Mr. Bowman (Rhondda) wanted less politics and more com- 
mon sense in Acts of Parliament. Ше agreed with the co- 
operative proposals embodied in Mr. Chainen's Bil and 
thought a little more co-operation would be of immense bene- 
fit to the industry. | 

Prof. Bacon, Mr. McWhirter, and Mr. Tremain also соп- 
tributed to the discussion. 

The President in the course of his reply stated that he had 
no idea that municipal undertakings should contine. them- 
selves to lighting entirely, but he thought they should con- 
fine themselves to. their. urban areas. If. a municipality 
could. benefit by buying from a company in bulk, let it 
do so, or if the municipality could sell to the company. let 
it do so. That way they would get the best results. Не 
looked upon the Commissioners as the rampart between the 
trader and the consumer and understanding people in Govern- 
mentoflices. There were many problems to be solved, and they 
were not going to be solved in two or three years, He knew 
of no man more fitted to * pull them off "" than the engineer. 


THE NORTH-WEST MIDLANDS ELECTRICITY 
DISTRICT. 


COMMISSIONERS’ LocarL INQUIRY. 
(Concluded from page 319.) 


Mr. ARTHUR Coutts (financial adviser) submitted detailed 
financial statistics, and estimated that the Joint Authority 
could supply the increased 77,000 kW the district required at 
£1.000,000 less than it would be possible for the individual 
concerns to supply it. His conviction was that the consumers 
in the district would save £120,000 a year under the proposed 
scheme. 

Mr. ALFRED TYLER then addressed the Comunissioners on 
behalf of the L. & N.W. Railway, the G.W. Railway, the 
Midland Railway, and the North Stalls. Railway. As regarded 
the constitution of the Joint Authority, his cliente felt there 
should be on the board some representatives of consumers. 

Mr. SYDNEY TURNER, on behalf of the Conference of Urban 
and Rural District Councils, appealed also for representation 
on the Joint Authority. 


The inquiry was resumed on February 24th, when Mr. 
Collins was cross-examined at some length as to the financial 
aspect. This concluded the case for the promoters. 

Against the inclusion of Newcastle-under-Lyme in the 
scheme, Mr. A. C. J. pe Renzi (borough engineer) said the 
pres:nt capacity of the station there was 655 kW. The station 
was quite suitable for extension if powers to do so were 
granted. 

Mr. WHITFIELD asked, if the scheme djd go through, that 
Newcastle should receive proper and fair representation on the 
Joint Authority. | 

Mr. Н. Н. Joy asked that the Cannock Chase Coalowners' 
Association should be represented, and Mr. Onstow (consult- 
ing engineer) gave evidence in support of his contention. 

Mr. HARKER having opened the case for Walsall, Mr. W. 
WILLETT, chief engineer to the Birmingham Canal Navigation 
Co., which supplies Walsall with water for cooling purposes, 
said the present rate of pumping by Walsall was 560,000 
gallons an hour. There would be no difficulty in increasing 
that figure to a maximum of 1,200,000 gallons. 

Mr. W. J. Тлвот (a member of Walsall Electricity Com- 
mittee) said it was the view of Walsall Corporation that the 
district should be divided into two areas, northern and 
southern, to be governed by divisional boards. If it were not 
legally possible to so divide the district, Walsall was not pre- 
un to support a Joint Electricity Authority for the whole 
district. 

Replving to questions, witness stated that, if it were decided 

to erect a new generating station at Rugeley, he thought it ex- 
tremely likely that Walsall would stand cut of the scheme. 
. Mr. E. Lacey (civil and electrical engineer) put in statistics 
in support of Walsalls claim. He was of opinion that the 
Birchilla station could be extended to meet the increased de- 
mand in the future. 


Mr. Lacey continued his evidence on February 27th, when 
he contended that the water in the canal at Walsall was of a 
low enough temperature for cooling purposes. He suggested 
that under the scheme propounded by Walsall Corporation the 
colieries would get security of supply, as several stations 
would be linked up. To supply the Canncek district, he sug- 
vested that Walsall could link up with the main from Wolver- 
hampton to Cannock at the sub-station.. That could be done 


more cheaply than by building a new generating station at 
Rugeley. 1t had been suggested, witness said, that colliery 
developments would probably take place in the near future 
between Cannock Rural District and Oakengates. In such an 
event the new collieries could be suppiied temporarily froin 
Wolverhampton and Birchills, and subsequently by а new 
station erected on the Severn at Ironbridge. 

Mr. ILACEY was eross-examined by Mr.'lyLDESLEY JONES about 
figures and estimates he had submitted to the Commission. 
In connection with the extensions at Birchills, including the 
erection of two new boiler-houses, an extension of the existing 
engine-house, a switch-house, a pumping-house, and a new 
railway siding, Mr. Lacey adinitted that the permission of the 
railway authorities had. not. been obtained yet for the new 
siding. The existing station at Виен was designed origm- 
ally for 12,000 KW, and the new extension would mean a 
working capacity of 20,000 kW. They could not get enough 
water from the canal for cooling purposes to cope with the 
increase, and it was proposed, therefore, to erect cooling towers 
to make up the deficiency. The old workings under the 
Direhilis site were flooded and the ground was waterlogged. 
He agreed that if the Walsall Corporation lowered the level 
of the underground water by pumping there would be serious 
risk of subsidence. The total cost of the proposed extension 
at Birchills was estimated at £460,000. | 

Мн. TyrpkstEY JONES said that Walsall's case was that it 
would have to pay .97d. per kWh for electricity supplied 
from Rugeley. Under its own scheme it claimed the figure 
would be only .7412d. 

Mr. Harker said the Walsall scheme would be much: 
cheaper, and would involve less capital than would be the 
share of the capital they would have to contribute if they went 
into the big scheme. | 

Мк. Lacey expressed the view that it would be impracticable 
to work one big generating station at Rugeley and keep the 
sinaller stations as a stand-by. 


On February 28th. Mr. Lacky was further cross-examined, 
and said he was not instructed by Walsall Corporation to 
advise it or to prepare a scheme till last January. 

Replying to the CHatrmMan (Sir Н. Haward, in the absence 
of Sir J. Snell), Mr. Lacey did not agree with the chair- , 
man of the Walsall Electricity Comunittee when he said 
that the Birchills scheme would mean a saving of £2,000,000 
on capital cost, and £100,000 a year, as the calculations were 
not on a fair basis. He knew that Walsall put forward а 
scheme that the whole area should be divided into two dis- 
tricts by a line drawn roughly south of Stafford from east to 
west, but he had not advised the Corporation as to the ex- 
penditure necessary for the northern section. 

The CHAIRMAN: So Walsall Corporation has given no con- 
sideration to the cost of dealing with the northern portion ?— 
Witness: That 18 so. 

The CHAIRMAN : You could only deal with the northern area 
by a new station at Stoke-on-Trent, by building a new station 
at Stafford, or by establishing midway between these two 
important areas a new station, such as the promoters suggest, 
at Stone?— Witness: T think Stone is quite a suitable site. 

It would be necessary for the northern division to have its 
own station at Stone?—Yes. 

Then I shall have to add to your proposals the cost of a 
separate station at Stone and the necessary means of trans- 
mission between Stone and the north ?—I don't see (if it costs 
North Stafford more than South Stafford) why South Stafford 
should not have the benefit. The Commissioners would act 
more in the interests of South Stafford if they confined the 
district to the southern area. 

Mn. J. Н. Riper (the expert witness for the promoters) was 
recalled, and said the estimates for the extension of the 
Birchills station by Mr. Lacey were inadequate. 

This concluded the evidence. | 

Mn. C. A. Loxton (on behalf of the Cannock District Coun- 
cil) wanted to be assured that they would have a perinanent 
and an adequate supply, 

Мн. Harker (for the Walsall Corporation) maintained that 
the evidence had shown that there were in the Birehills propo- 
sition so many possibilities for providing for the needs in five 
or six years’ time that the Commissioners should not commit 
themselves to any definite opinion with respect to the merits 
or demerits of the two propositions, so that when the matter 
was put before them in one, two, or three vears’ time, they 
would then be able to present à more exhaustive and detailed 
scheme in support of their view that electricity could be 
supplied more cheaply by-erecting a station at Birchills rather 
than at Rugeley. | 

Mr. TxuübkstEY Jones replied for the oromoters and com- 
mented on the absence of opposition to the scheme, except 
from Walsall, and, in a minor degree, from Newcastle-under- 
Lyme. The promoters would take into consideration the pro- 
posal to admit representation on the Joint Electricity 
Authority of bodies other than undertakers. He submitted 
that the Birchills scheme was dead, and asked the Commis- 
sioners to decide that the district, which was the most im- 
portant electrical district in the United Kingdom, should not 
he divided. 

The inquiry then closed, the CrareMan remarking that the 
Commissioners would announce their decision in due course, 
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LEGAL. 


WIRELESS PATENT CLAIMS. 


On Monday the Royal Comunission on Awards to Inventors 
began the hearing of claims by the Lodye-Muirhead Syndi- 
cate, Ltd., and Marconis Wireless Telegraph Co., Ltd., 
in respect of wireless appuratus, the patent of which they 
allege has been infringed by the Admiralty. Mr. Hunter 
Gray, K.C., Viseount Erleigh and Mr. Moritz are appearing 
for the Marconi Co.; Sir Duncan Kerly, K.C., and Mr. James 
Whitehead for the Lodge-Muirhead. Syndicate; Sir Arthur 
Colefax, K.C., and Mr. Trevor Watson for the Crown. Ac- 
cording to the Daily Telegraph report, Sir Oliver Lodge ex- 
plained how in the early stages of wireless telegraphy the 
method of signalling was by sudden jerks. Under these con- 
ditions no selection was possible. Every station would ex- 
cite all others within range. It worked only because sta- 
tions were few and far between. If wireless were to develop 
and ‘if stations were to become numerous, it would be es- 
sential to speak to one and exclude others. ‘This could be 
achieved on a principle like that of an organ note instead 
of a whip crack, provided they had a receiver which could be 
svnchronised with the radiator, and which. would be incapable 
of responding unless it was so synchronised or properly at- 
tuned. This could only be done by the introduction of self- 
induction in conjunction with capacity. ‘ Up to the time 
of mv patent," said Sir Oliver, ‘‘ neither of these ideas had 
entered wireless telegraphy.” Sir Oliver gave a technical 
detailed description of his invention, and explained how by 
this device of signalling on different wave lengths all the 
complexity of modern wireless telegraphy became possible, 
and any one station could henceforth be listened to, to the 
exclusion of all others. “ The value of the invention is in- 
caleulable," declared Sir Oliver, " for without it modern 
wireless would be impossible.” Tle added that the method 
disclosed 1n the patent was inevitable, and was in universal 
use. Anvone listening at even an amateur wireless receiving 
set, first to a long wave station like the Eiffel Tower in Paris, 
then to ships in the Channel оп a medium wave length, 
then to some great station such as Berlin, then to a short 
wave amateur set, then to an aeroplane operator overhead, 
and then back again to Paris. and who realised how com- 
pletely silent the others were while one kind was being lis- 
tened to, though thev might be all going on at the same 
‘time. could not fail to be nupressed. with the perfection 
which tuning had attained, and how absolutely it constituted 
the vitals of modern wireless telegraphy. 
The hearing was adjourned. 


Marcont’s WIRELESS TELEGRAPH Co., Lro., v. A. C. 
| Cosson, LTD. 
Mr. Justich RUSSELL, in the Chancery Division on March Ist, 
had before him a motion for Judgment in default of defence 
in this case. 

The action was for an injunction. restraining the infringe- 
ment of the plaintiff company's patents for improvements in 
receivers for use in wireless telegraphy and for improvements 
relating to vacuum tubes of the Audion type. 

His Lordship made an order upon minutes which had been 
agreed, giving the plaintiff company the relief asked for. 


COMPENSATION CLAIM. 

In the Court of Session, Edinburgh, last week, the widow of 
a coal-cutting machine man sued the Glasgow Coal Co., Ltd., 
for damages for the loss of her husband by an explosion of 
gas, and was awarded £1,200 for herself and children. For 
the company it was stated that deceased was working on a 
contract system. They also stated that the duties of examin- 
ing the mine were properly carried out by them, and that the 
accumulation of gas was caused by a fellow workman of the 
deceased leaving a door open, with the result that the ven- 
tilation was short-circuited. They tendered £300. 


GLASGOW CORPORATION v. ALEX. STEPHEN & Sons, LTD. 
Lorp Hunter, in the Court of Session, Edinburgh, on Friday, 
gave judgment in an action by plaintiffs against defendants, 
engineers and shipbuilders, of Govan, for £3,500 damages in 
consequence of the partial destruction by fire of the sewage 
wharf at Shieldhall, over which the Corporation had acquired 
a permanent heritable and unredeemable right cf use for load- 
ing and unloading sludge barges. The main question in the 
case was whether the fusing of the ‘defenders’ electric cable 
at or near the east end of the sewage wharf was the cause 
or effect of the fire. His Lordship held that it was the cause, 
and found for pursuers, assessing the damage at £2,750. — 


British Тномѕох-Носѕтох Co., LTD., v. Corona LAMP 
Works, LTD. 


Мн. Justich Astaury, in the Chancery Division on Tuesday, 


gave his judgment, which he had reserved, in. this action.’ * 
After reviewing the subject, his Lonpsurp said that platinum 


was almost universally used up to: 1912 for leading-in con- 
ductors, and efforts had been made to find a less expensive sub- 
stitute. When it was remembered that 200,000,000 lamps were 


now sold every yeur, the importance of & substitute for com- 
mercial purposes would be realised. Plaintiffs claimed to have 
solved this problem, and to have invented a substitute possess- 
ing commercial advantages far exceeding any alternative pre- 
viously used. This substitute had displaced platinum almost 
entirely, and the cost of the new leading-in wires was trivial 
in comparison. ln construing the plaintiffs’ specification, his 
Lordship said it must be borne in mind in determining the 
true construction that the first essential was that the wire 
shouid seal in tne glass so as not to leak. The length of the 
wire was about 32 times its width, and when the glass cooled 
and enclosed the wire, the expansion and contraction of the 
wire would be largely controlled by the glass, and as the 
wire when cold must keep the hole stopped up, it was vital 
that the coefficient of expansion of the wire should approxi- 
mate to that of the glass. He construed the specification as 
showing an aggregate coefficient which was what the plaintiffs 
contended for, and if he were right in that construction and 
the patent was valid, the lamps of the defendants complained 
of were a clear infringement of the claims in the plaintitfs’ 
specification. On the question of the validity of the patent, 
his Lordship examined the alleged prior publications, and said 
he did not find the plaintiffs’ invention or anything like it 
published or exposed in any of the prior publications relied 
on. The next ground on which validity was attacked was that 
of insufficient or misleading directions in the plaintiffs’ speciti- 
cation. It was said that no directions were given as to 
whether the expansion of the wire was to be measured in a 
radial or longitudinal direction. He had heard the evidence 
of five able and experienced experts as to the interpretation 
of these directions, and he was of opinion that the defendants’ 
objection on this ground was unsound. The patent was also 
attacked on the ground that the invention was not useful, but 
this plea of non-utility also failed. The plea of want of sub- 
ject matter was hopeless, and in his judgment the plaintiffs’ 
patent was valid, and claims 1 and 2 of the specitication had 
been infringed by the defendants. The case. added his [ord- 
ship, had apparently still a long journey before it. There 
would be judgment for the plaintiffs for the relief claimed 
with costs. | 

Sir Duncan KrRLY, for the defendants, asked for a stay with 
a view to an appeal. | a | 

Sir ARTHUR СогЕЕАХ, K.C., for plaintiffs, opposed. He said 
the defendants were not manufacturers of these lamps, thev 
were dealers, and plaintiffs had had litigation with them 
ү and there was a matter of costs which had not vet been 
settled. 

His LorRDsHip: ТЕ that is the fact, Sir Duncan, things must 
remain as thev are. 


PARLIAMENTARY NOTES. 


The Electricity (Supply) Bill.—Viscount Peel, Chancellor 
of the Duchy of Lancaster, in moving the second reading of 
the Electricity (Supply) Bill in the House of Lords on Thurs- 
day, March 2nd, said that the measure was an amendment 
of the Electricity Act passed two years ago, and, unless this 
or в similar Bill became law, a great number of the pro- 
visions of the earlier Act would be rendered useless and 
ineffectual. The Electricity Commissioners appointed under 
the Act of 1919 had made a thorough survey of the existing 
conditions of the supply of electricity in the country, and 
had found that there was a tried and magnificent growth 
of every sort of system, showing great fertility of mind 
among those persons engaged in the creation of the industry, 
but a complete lack of any arrangement by which those 
undertakings might be linked for help or for the exchange 
of energy, and that any proposal of that kind was both tech- 
nically difficult and financially impossible. — This immense 
variety of systems caused enormous expense. For instance, 
in the area of Greater London there were now 70 different 
generating stations, 50 different systems of supply, 24 different 
voltages, and 10 different frequencies. As a result of their 
general survey, the Commissioners came to two main con- 
clusions. The first was of the wastefulness and inefficiency 
of the present organisation for supply, and the second was 
the urgent need for joint action among the supply authori- 
ties, in order to economise in coal, to make better use ol 
capital, and to produce, as a result, cheaper energy. | 

The general note running throughout the Bill was con- 
sent, not compulsion. It had been found that there was so 
general a desire for co-operation among supply companies 
and authorities that compulsion had proved unnecessary. 
Every encouragement was given throughout the Bill to 
private enterprise, and another important principle of the 
Bil was the desire to assist in cheapening the supply of 
electricity. Power was given under the Bill to enable the 
supply authorities to raise capital. 

Just before the war at all publie generating stations there 
were produced something like 2,000,000,000 units of elec- 
tricity for а population of about 45,000,000. Sweden, which, 
of course, made use of water-power very largelv, produced 
no fewer than 1.475,000,000 units—three-quarters of the 
total amount produced in this country—although the popula- 
tion of Sweden was only 5,000,000, or one-ninth of the popu- 
lation here. In 1916 no less than £91,000,000 was investe 
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ip electrical undertakings. During the war there was a very 
large increase 1n the electrical output, and in 1918 the output 
totaled 4,023,000,000 units, or more than double the numver 
of umts produced in 1916. In 1920 the combined inaximum 
demand in eight of the sixteen districts delimited by the 
piectricity Commissioners was 833,000 kilowatts. lt was 
estimated that the amount would be increased in 1926 to 
142,000, and in 1931 to 2,207,000 kilowatts. This would 
mean an enormous increase in output. "he unit output in 
193) in these eight districts was 1,523,000,000; the estimated 
total for 1926 was 3,799,000,000 units, and for 1931 no less 
than 5,624,000,000 units or more than two and a half times 
the amount for 1920. This therefore, gave an increase of 165 
per cent. in maximum load in 1931, and the increased out- 
put of energy in 1931 would be 132 per cent. 

Under these provisions and by the establishment of these 
authorities it was estimated that, by 1931, there would be a 
saving of no less than 1,148,000 tons of coal. As to capital, 
the estimated saving for the South-East Lancashire district 
would be £1,400,000; for the North-West Midlands, 
£100,000; and for the West Riding, £644,000. The esti- 
nated saving on.the annual cost of production in West Lan- 
cashire was £276,000; in the West Riding, £136,000; and in 
North Wales £138,000. The cost of generation in Greater 
London in 1919-20 was 1.554. per unit sold, or a total of 
£4,921,000. In 1931 it was estimated that this figure might 
he reduced to 1.055d., or a reduction of 32 per cent. Apply- 
ing this reduction to the 1919-20 output, the total cost would 
have been £2,673,000. 

The MARQUESS OF SALISBURY said that the Bill was com- 
plicated and somewhat difficult to understand, and he sug- 
vested that the debate should be adjourned for a few days, in 
order that their lordships might have an opportunity of con- 
sidermg the Bill in detail. 

ViscounT PEEL agreed to this. ; 

On the resumption of the adjourned debate on Tuesday, 


March 7th, the Bill was severely criticised from many quar- 


ters of the House. 

The EARL OF BESSBOROUGH said that it involved compulsion 
and strict bureaucratic control. The development of the 
industry owed nothing either to the Electricity Commissioners 
or to the Act of 1919. In the case of London the Commis- 
sioners held an inquiry last year which lasted some weeks 
and cost approximately £40,000, but no scheme whatever 
resulted. so far as the Commissioners were concerned. 

Lord HALDANE also criticised the Bill, and Lord Buck- 
mister said. that it was an elaborate proceeding to enable 
money to be raised by a joint electricity authority. They 
would find the same thing happening as in the case of the 
Water Board—charges would go up and rates would go up 
with them. 

lord Monk Bretton, speaking for the London County 
Council, said that it attached the utmost importance to the 
жеті reading of the Bill. 

Ultimately, the second reading was carried by 59 votes to 40. 


Registration. of Business Names.—In the House of Commons 
on Monday. Mr. G. Tocker-Lampson asked the President of 
the Board of Trade whether it was proposed to terminate the 
registration of business names, as proposed by the Geddes 
Committee. 

In reply. Mr. Stanley Baldwin said:—'' No. sir. The 
Government propose to introduce legislation which will enable 


the fees to be increased, so that this eervice may be rendered 
self-supporting.” 

Electrifying Suburban Railways.—In the House of Commons 
on Monday, Mr. Gilbert asked the Parliamentary Secretary to 
the Ministry of Transport whether any applications had been 
received from any of the railway or tube companies serving 
the London area for financial grants for the purpose of ex- 
tending or electrifying their suburban or other lines in the 
london district; if any such grants had been given; and, if 
so, could he state what amounts, and to which companies, 
and for which lines such financial help had been granted.— 
Mr. Neal replied :—'' I am not aware of any applications from 
these companies for a grant from public funds and no grant 
has been made. Applications for guarantees under the ‘Trade 
Facilities Act have been made by the South-Eastern and 
Chatham and tne London Electric Railway Companies and re- 
ferred to the Advisory Committee appointed under the pro- 
visions of that Aet, and are under consideration." 

The Grampian Electricity Supply Bill.—This Bill, “ for in- 
corporating and conferring powers upon the Grampian Electri- 
city Supply Co., and for other purposes," has been introduced 
and has passed its second reading in the House of Commons. 


Unemployment Insurance-—On March 156 Col. J. Ward, 
M.P., was accorded leave to bring in his Bill for transferring 
the administration of insurance against unemplovment from 
the State to each affected industry. He accordingly brought in 
the Bill which was introduced at the instance of the General 
Federation of ‘Trade Unions, which is composed of 129 
registered Trade Unions, with a membership of 1,460,000. He 
said that the Unions could administer unemployment insurance 
far more economically than the State. Mr. Clvnes said he 
had been asked to oppose the main principle of the Bill. The 
State system had not yet been allowed a sufficient period of 
normal conditions to test the experiment. It had only just 
been established when war broke out. 


Electricians in the Navy.—In the House of Commons Mr. 
AMERY, Financial Secretary to the Admiralty, informed Sir 
C. Kinloch-Cooke that the Admiralty was fully aware of the 
lack of promotion in the electrician branch of the Navy. 
which was due to the present authorised establishment being 
considerably overborne. This position was not peculiar to 
any one branch. During the last 18 months, four retire- 
ments of officers of the electrician branch had taken place, 
but as the numbers now borne were considerably in excess 
of the authorised establishment, it was not possible to make 
any promotions in the vacancies. The whole question of the 
establishment of warrant officers to be maintained would 
be considered shortly. 

Dover Corporation. Claim.—Sir T. PorsoN asked whether, 
despite numerons applications, the Corporation of Dover was 
unable to obtain a settlement of an account for electricity, 
which account had been running on for a very con- 
siderable period, and about which there did not appear to be 
Y question in dispute, and what was the cause of this 
delay < 

Mr. Amery replied that a settlement of this outstanding 
question, which had necessitated lengthy investigation, would 
probably be reached at an early date. Pending such settle- 
ment, advances on account had already been made, the last 
of which, amounting to £600, was paid on the 22nd of Febru- 
ary. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—F. C. Goss, electrical engineer, 
32. Windsor Road, Bishopston, and 71, North Road, Bristol.— 
Reeiving order 1nade February 28th on debtor’s own petition. 
it meeting March 15th. Public examination April 21st. 

J.J. НАХ, electric welder, 30, Nestfield Street, Darling- 
tn.—Receiving order made March Ist on debtor's own 
Petition. First meeting March 17th. . Public examination 
March 29th. 

В. Е. Tuomas, electrical engineer, 12, Castle Meadow, Nor- 
wich—Trustee : Mr. H. P. Gould, Official Receiver, 8, Upper 
tung Street, Norwich, released February 6th. 

W. DRYSDALE, ‘electrician, 94, Paxton Street, Barrow-in-Fur- 
res.—Final dividend of ld. in fhe £, payable March 11th, at 
4. Ramaden Square, Barrow-in-Furness. 

Jom Howarp Hopkins, formerly trading as the Elec- 
txal Maintenance Co., 140, Wardour Street. W.—This 
debtor attended on March 3rd before Mr. Registrar Francke 
atthe London Bankruptcy Court for public examination upon 
accounts showing one unsecured debt, £957, contingent 
abilities £5,619, not expected to rank for dividend purposes; 
ists “л”, and a deficiency of £957. Questioned by Mr. 
Үусуап, Official Receiver, the debtor said that with £1,000 
capital he commenced business in July, 1918, ae an electrical 
еплпеег at 87, Shaftesbury Avenue, W., under the above 


‘le. In March, 1919, he was joined by a Mr. Hale, who 


introduced £3,000 as capital. The business was continued 


from the same address until August, 1919, and subsequently 
at 140, Wardour Street, W. The business was originally in- 
tended to maintain kinema electrical plants, but developed 


"into a kinema equipment company. Of the £3,000 paid in 


by his partner, witness personally received £1,200, and the 
other £1.800 went into the business. The partnership was 
dissolved in September, 1920, under terms by which he took 
over the business and agreed to pay His late partner £5,000 
for his interest therein; he had to pay £500 down in cash 
and the balance by weekly instalments of £40. The debtor 
further stated that not being conversant with the equipment 
part of the business, various mistakes were made, resulting 
not only in loss of orders, but losses on contracts and a con- 
sequent loss on the trading generally. A private meeting of 
the creditors was held on December 20th, 1990, when witness 
executed a deed of assignment, which was assented to bv 
all but the petitioning creditor. who refused to join in the 
deed. The trustees thereunder were Mr. O. Sunderland and 
Mr. A. F. Stoy; the debts of the assenting creditors amounted 
to about £20,000; dividends aggregating 2s. in the £ had 
been paid. and he believed a further 2s. or 3s. in the £ 
would be distributed. For a short time after the execution of 
the deed he was employed by the trustee in the realisation 
of the estate. Witness attributed his failure and insolvency 
to liabilities under the judgment obtained by the petitioning 
creditor for cash advanced. The examination was concluded. 
E 
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VAUGHAN FowLER, '' Seacliffe,’’ Fitzroy Avenue, Kingsgate, 
Kent, electrical engineer.—The following are creditors :— 
£ 


£ 
Chalk & Matthews o5 .. 22 Mann & Overton A" .. 41 
Coombes (G. W.), Ltd. .. 46 Pritchett & Gold and Electric 
Crawford & Co. es .. 13 Power Storage Co., Ltd. ... 108 
Dale (A. №.) & Son .. .. 109 Nenour, Miss es on .. 36 
Euston, Н. W. a. iv .. 46 Weston Bros., Ltd. sas .. 19 
Bankers 100 Whithams ... s 33 


ARTHUR COURTENAY Ince, lately trading as the Newcastle 
ENGINEERING Co., now with a partner as the Tyne Electrical 
Industries, 21, Fenkle Street, Newcastle-on-Tyne, electrical 


contractor.—The following are creditors :— Р 
£ 


Besley, C. Н.  .. su .. 138 General Electric Co., Ltd. 18 
Burnham, J. M P .., 69 Lee (A) & Co, Ltd.  .. e. 36 
Elder, B. S. xir - .. 92 Newcastle and District Electric 
English Elec. & Siemens Sup- Light Co., Ltd. 


plies, Ltd. © А à 

Салор PoLLanD, 12, Corporation Street, Halifax, Yorkshire, 

electrical engineer.—Lhe following are creditors : — 
£ 


£ 
Breddon, Н. V. .. i .. .]15 Bob, Hell & Co. ... age we — 
Gwaine, N. a 106 Lawrence, J. sés va . 49 
Ingham, Mrs. 117 Dyson, L .. РА .. lb 


Percy CHARLES MAIDMENT, electrical engineer, &c., 13, 
Beauchamp Place, London, S. W.—The receiving order in this 
case was made on the petition of a creditor, and last week 
the first meeting of creditors was held at the London Bank- 
ruptey Court. Мг. F. T. Garton, official receiver, reported 
that it appeared from the debtor's statements that he com- 
menced business in partnership carly in. 1910, at 164, Sloane 
Street, S.W., but a few months later the partnership was 
dissolved owing to disagrements; the debtor assumed the 
liabilities and assets, and agreed to pay his partner £4,25 
To enable him to make the payment he borrowed £3,600 from 
the National Bank; £1,000 from his father; £600 from his 
brother, and in addition he sold his household furniture for 
£250. He continued the trading. but at a loss, and in March, 
1921, he sold the business for £4,500 and refunded the loans. 
The debtor then took & fifteen months' agreement of the 
premises at Beauchamp Place, and carried on a similar 
business, until January 96th jast, when the Sheriff took 
possession and sold off the effects. Since then the debtor 
had been supported by relatives and friends. The business 
had mainly consisted of obtaining contracts and sub-letting 
them, but the debtor also carried on a fair trade in electrical 
apparatus. He estimated his liabilities at £1,658, against 
assets £157, and attributed his position to general depression 
in trade. The estate was left with the Official Receiver to be 
wound up in bankruptcy. 

R. Н. Lippert (Liddell & McInnes), electrical engineer. 4, 
The Crescent, Carlisle.—First meeting March 15th, at the 
Official Receiver’s office, 34, Fisher Street, Carlisle. Public 
examination March 20th. | 

Company  Liquidations.—GnarroN Dynamos, LrD.—In 
voluntary liquidation. Meeting of creditors, March 17th, at 
145,,St. Vincent Street, Glasgow. Liquidator: Mr. J. W. 
MacKinnon. 

Е. O. ReaD & Co., Ltp.—Winding up voluntarily. Liquida- 
tor: Mr. C. H. Nathan, Norfolk House, Norfolk Street, 
Strand, W.C. Meeting of creditors, March 14th, at Doning- 
ton House, Norfolk Street, W.C. Particulars of claims to the 
liquidator by April 15th. 

SEMCO, Lrp.—Winding up voluntarily. Liquidator: Mr. F. 
B. Darke, 146, Bishopsgate, E.C.2. Meeting of creditors, 
March 16th, at the Abercorn Rooms, Great Eastern Hotel, 
Bishopsgate, E.C. | 

THANET Exvectric Co., Lrp.—Winding up voluntarily 
làquidator : Mr. H. Kirby, 840, Salisbury House, E.C. Meet- 
ing March 20th at the Institute of Chartered Secretaries, 59a, 
London Wall, E.C. 

SNERCOLD ENGINEERING Co., Ltp.—Winding up voluntarily. 
Taquidator: Мг. W. Reacher, 46, Basinghall Street, E.C. 
Meeting March 17th. 

MipnLAND ELECTRIC Rotary Bnowixea Co., Lrp.—Winding 
up voluntarily. Liquidator: Mr. J. W. Massey, 46, Cherry 
Street, Birmingham. Meeting was called for March 9th. 

Noyes, SrockwrLL & Co., Lrp.—Winding up voluntarily. 
шк Mr. А. W. Hoale, of Messrs. Hoale, Smith and 

чета. 

Dissolutions of Partnership.—Gorton WELDING & ENGI- 
NEERING Co., acetylene and electrical welders and millwrights, 
Sunnyside Works, Tanvard Brow, Hyde Road, Gorton. Man- 
chester.—Messrs. T. E. Forster, D. Greig, and T. Gee have dis- 
solved partnership. 

W. E. Weekes & Co., electrical and telephone engineers.— 

Mr. C. H. Clarke and Mr. W. C. Davey have dissolved partner- 
ship. Mr. Davey will attend to debts and continue the busi- 
ness. : 
Евтн & RUSSELL, electrical engineers, Shafton Lane, Hol- 
beck. Leeds.—Mr. A. S. Russell and Mr. H. F. Moore have 
dissolved partnership. Mr. Moore will attend to debts and 
continue the business. 

HERNE & Co.. builders, decorators and electricians, 17. 
Motcombe Street, S.W.—Messrs. C. T. Herne and Е. G. Pitt 
have dissolved partnership. Mr. Herne will attend to debts 
and continue the business. 

Trade Announcements.—Messrs. ELECTRICAL COMPONENTS, 
TTD., have taken premises at Nos. 88 and 89, Great Charles 
Street, Birmingham (adjoining those now occupied), and they 


* 


will be opened as a warehouse and showrooms. A leaflet giv- 
ing reduced prices of conduit fittings has been issued. 

THe Ursan E vectric SUPPLY Co., Ltp., has transferred 
its оћсеѕ and showrooms at Grantham, from East Street to 
34, St. Peter's Hill. 

Messrs. ALFRED Danks, Lrp., of Gloucester, have purchased 
the Emlyn Works, to which premises the operations now car- 
ried on by them at the Westgate Iron Works, and by Messrs. 
J. М. Butt & Co. at the Kingsholm Foundry, will eventually 
be transferred. The general engineering business and the 
making of wrought-iron pulleys and the work of the grey 
iron castings foundry will be concentrated at the new works. 
giving increased output and quicker dispatch. 

Mr. BERNARD L. MYER announces that he has now entirely ~ 
discontinued the business of the Electric & Engineering Speci- 
alities Co., of which he was the proprietor, and he has 
been appointed sole representative for Messrs, Napier-Kimber, 
Ltd., wholesale electrical distributors and merchants, of 
London, W., for the district of South-West Lancashire, in- 
cluding Liverpool, also for Cheshire, North Wales, and the 
Isle of Man. | . 

Messrs. A. W. BEUTTELL, LTD., have removed to 53, Vic- 
toria Street, London, S.W.1. е 

Mr. Е. Н. В.илхіку having given up direct representation 
of the New Gutta Percha Co., Ltd., is now factoring Pernax 
wires and cables at 177, Corporation Street, Birmingham, | 
where all communications should be addressed. p 


Catalogues and Lists.—MEssRS. CAMPBELL & ISHERWOOD, 
Lrp., Rateigh Street Works, Bootle, Lancs.—A well-illustrated 
catalogue of electrical machinery for marine and industrial 
purposes, including generating sets, welding plant, motors, 
inotor-generators, fans, cranes, hoists, tools, &c. 

THE JEARY EnrkcTRICAL Co. lrp., 8, Lambeth Hill, Queen  . 
Victoria Street, E.C.4.—4A comprehensive catalogue of electri- x 
cal accessories, such as bells, accumulators, switchgear, lamps, -~ 
conduit, wires and cables, motors, lighting fittings, c. 
Priced and illustrated. 

THE Sun ELrcrRicAL Co., Ltp., 118-120, Charing Cross Road, - -- 
W.C.2.—A series of small illustrated pamphlets dealing with -- 
the “А. B. C." electric washer, the ©“ Holiday " electric dish 
washer, the " Reco '' general utility kitchen motor. and the 
" Sunshine ” electric vacuuin cleaner. © Also List No. 345. 
giving Mlustrations and prices of ** Sunlite ” reflectors of many -se 
types; List No. 35, dealing with the " Super Switch Plug”; С 
List No. 350, describing. the ‘‘ Sunco " insulator testing set; 
and Last No. 352, advertising various patterns of electric lamps. 

IGRANIC Enectric Co., Lrp., 147, Queen Victoria Street. = 
E.C.4.—Publication. No. 6027, an illustrated description of 77 
©“ Igranic " theatre light-diuunung equipment, including views — 77 
of installations. | hal 

CREDENDA Conbuits Co., Ltp., Whitehouse Street, Aston. 


Бі 


9 


Birmingbain.—<An illustrated pampiiet describing a new pro- 47 
tective device for electric water-boilmg apphances. 2 leal 

Messrs. Spicer & CO., Lep., 41, Red Lion Street, Clerken- , M 
well, E.C.1.—A price list of electrical appliances and acces- — .;* 
sories, including cables, wires, batteries, motors, kettles, ^ '* 
lighting fittings, &c. ^t Con 


Messrs. Gyer, Hint, & Gyer, 661-663, Harrow Road, Wil- сг, 
lesden, N.W.10.—A price list of Government surplus goods, s. ~. 


including fencing, pumps, wagons, telephone equipment. .-..; 
tools, &c. EM 

Messrs. Baxter & CavuNTER, Ltp., 219, Tottenham Court > 2 
Road, W.1.—February price list of electrical accessories of all LT 
kinds. ES" 

Tur British ThoMsov-HousroN Co., Lrp., 77, Upper =. 
Thames Street, E.C.4.—Leaflet 1.217, illustrating four exam- PON. 
ples of electric table lamps. cs 

Messrs. HiGGs Bros., Sand Pits, Biriningham.— Monthly ^ 779 
Magazine for March, with usual stock lists of a.c. motors and — E 
d.e. motors and generators; also notes on their manufacture, 7.7! 
aud humorous items. E 

THE  RawLPLUG Co., Ib. Gloucester House, Cromwell a 
Road, S.W.7.—An illustrated leaflet giving instructions for the D , 
arrangement of a." Rawlplug " window display. Dx 

Biirrraiv's. Evectric Motor Co., 10, Cannon Street. Е.С. Ti. 
—A postcard, illustrating several of the firm's manufactures. Pos. 


Есикк' Схгкр Evectric Works, Lro., Woodland Works. 9M 
Chadwell Heath, E.—Last 150A, giving numerous illustrations _ | 
of the firm's ebonite productions. PUN 


Receiverships.—W. A. & R. J. Jacons, LTD.—A. E. New `> 
man, of 171, New Bond Street, W., ceased to act as receiver 5; i 
or manager on February 1st, 1922. re 


Commercial Travellers and Railway Charges. lle . 
National Union of Commercial Travellers hi written to the 7 7 

Railway Clearing House urging a reduction in the charge now — ^ ‘nd 
made for commercial. travellers’ week-end tickets and а ге `. 
introduction of reduced cloak-room accommodation charges. 


Social Events.—Thc G.E.C. Travellers’ Dinner was held > "ids 
on Friday, February 24th, at the Old Falstaff, Cheapside, Е.С. E 
with Mr. H. W. Roberts, London sales manager, in the + по 
chair. He was supported by Mr. М. J. Railing, general iu 
manager of the General Electric Co.. Ltd., Mr. 1. C. E 
Gamage, secretary, and several of the London departmental ee 
managers. The function was organised by Mr. E. А. Joyce ч, у 


After interesting speeches by the chairman, Mr. Railing. Mr. "hus 


GREE Eee ee ese eee eee ЭЧЕ ee ЕЗУ ааа TO IN Te I ЫЕ ЭКЕЕЕН 


Vol 90. No..2,311, Marcu 10, 1922] THE ELECTRICAL REVIEW. 


387 


Gamage, Mr. Riley, and Mr. Joyce, a musical programme, 
under the direction of Mr. Ashman, was given. 

The tenth annual dinner of the stal of Messrs Ferranti, 
Ltd., was held on Friday last, at the Midland Hotel, Man- 
chester, and was followed by a dance. The chairman of the 
company, Mr. A. W. Tait, О.В E., received the guests and 
presided over the dinner. The usual toasts were interspersed 
with musical items, including the song ** My Cld Shako," with 
chorus, by Mr. Campion, rendered for the tenth year in 
succession and now known ав the Ferranti Anthem. This part 
of the evening ended with a few ‘ Chestnuts” by Mr. 
W. E. Warrilow. 


Book Notices.—'' Sell's Registered Telegraphic Addresses 
and Classified Trades Directory of Great Britain and Ireland." 
London: Henry Sell. 45s. (with supplementary edition).— 
This publication has now reached its 37th year, and it is a 
very bulky volume of over 3,000 pages, containing particulars 
of 100,000 firms having registered telegraphic addresses. Тһе 
inland abbreviated addresses are from the Postmaster- 
General’s official lists, and the telephone numbers are also 
given. There is an alphabetical section with marginal num- 
ber for every name to facilitate cheaper cabling of names and 
addresses; also a Classified Trades list. The book 1s the only 
one of its kind, and is very useful to traders. 

INSTITUTION OF ELECTRICAL ENGINEERS.—List of corporate 
and non-corporate members of the Institution. London: The 
Institution. 

The Librairie Vuibert, 63, Boulevard Saint-Germain, Paris 
5e, has sent us an abridged catalogue of technical and educa- 
tional publications, together with leaflets advertising books 
on the French steel industry and wireless telegraphy for 
amateurs. 

'" The Journal of the South African Institution of Engi- 
neers,” Vol. XX, No. 7, February, 1922.—Included in this 
number are papers on ''The Working of Tungsten " and 
" High Lift Turbine Pumps.” 


The Johannesburg Strike.—Serious rioting has been re- 
ported during the past fortnight, and Johannesburg has been 
deprived of light and power several times. Upon the last 
occasion the technical staffs left the stations complaining that 
the protection afforded them was inadequate. It was an- 
nounced on March 8га that the Industrial Federation had 
decided to take a ballot of its members upon the terms put 
forward by the Chamber of Mines. 


The Leipzig Fair.—The annual Sample Fair was officially 
opened on March 4th. The Daily News Leipzig correspondent 
states that there are 18,000 exhibitors this vear. In the tech- 
nical and building fair imposing exhibitions have been arranged 
bv the A.E.G. Krupps, and various Stinnes interests, which 
indicate very active competition from Germany in the 
clectrical industry. 


Russian Local Electrical Trust.—According to a message 
from Moscow, è trust is being formed in the Tver Govern- 
ment embracing nine electric stations. 


Electrical Contractors at Coventry.—Last week electrical 
contractors in Coventry met to consider proposals to estab- 
lish an association for the city and district to promote goodwill 
and fellowship in the trade and to guard the public against 
many evils brought about by cheap class of work and to 
generally unlift the conditions of the trade. Mr. C. Payne 
occupied the chair, and Мг. R. Verney the vice-chair. Mr. 
F. C. Brown (Messrs. F. C.. Brown & Co.), the promoter of 


ihe meeting, urged that if they formed an association and - 


members met regularly, they could air their grievances, and, 
after investigation and discussion, could effect practical re- 
forms. They were acting as free agents of the city electrical 
undertaking and introducing really profitable customers with- 
out the least recognition. When they were organised, their 
committee could wait upon the Electricity Committee and get 
a concession by way of cheaper rates for “juice " in return 
for demonstrating and advertising the use of the electricity 
supplied by the undertaking. By combination they could re- 
duce their own newspaper advertising expenses and join in 
warning propaganda regarding the sale by some unknown 
travelling electricians of lamps and the many ridiculous con- 
trivances supposed to increase the amount of light. <A 
sore point connected with the electrical trade- in 
Coventry was contained in a letter to a local news- 
paper. stating that more work could be found for 
electricians if the man employed in the works could be pre. 
vented from doing jobs on his own at night and on Sundays. 
The speaker went on to refer to the national scheme for 
disabled men and King's Roll. With regard to prices. he 
thought the members would welcome their committee getting 


down to rock bottom facts in the obtaining of better prices | 


and carrying out really good-class jobs. He was sure that their 
committee could draft standards hitherto unknown outside the 
L.C.C.'s rules and regulations. Some discussion followed, and 
a committee was appointed to frame rules, the members 
heing: Mr. R. Verney (H. W. Burbidge & Co.). Mr. G. Mar- 
son (Norton & Marson. Ltd.). Mr. Skidmore (Coventry Elec- 
tric Co.), Mr. F. Hutt (Hutt Bros.), Mr. Beeslev (Lee, Beesley 
and Co.) Mr. G. Marson (С. Marson. Ltd.), Mr. Muddiman 
(Harris & Muddiman), and Mr. G. Laird (Laird & Jury), Mr. 
Brown to act ae hon. sec. pro. fem. - 


o. — 


Chinese Notes.—Chung Hsih Electrical Co., Soochow 
Kiangsu, has been amalgamated with the Soochow Electric 
Co. The latter was established in 1920 to compete with the 
Chin Shing Electrical Co., a part of which is owned by 
Japanese. | 

he Chief of the Telephone Bureau, Li Sin-hwei, plans to 
install а central exchange at Chang-ansze, Chungking. The 
original telephone administration, established under the aus- 
pices of the Chungking Police Administration, 1s to be amal- 
gamated with the new bureau, and all the old machines will 
be replaced by new purchases. The Bureau is also.to be 
placed under the direct supervision of the Ministry òf Com- 
munications. 

The original Chinese Merchants’ Electric Light Co. at 
Chungking has been advised by the authorities to purchase 
new machinery and to take immediate steps to reorganise the 
company on a more profitable and etticient basis. Preparations 
are proceeding. | 

The Engineering Bureau hus already appointed a German 
engineer to undertake the survey of roads. 

Several privately-owned machine shops at Shanghai have 
decided to amalgamate and combine their capital for the 
establishment of machinery works at Chungking. 

The Civil Governor of Chihli reported to the Ministry of 
Agriculture and Commerce that ` the establishment of the 
Peitaiho Coastal Elydro-Electric Co. by Chu Chib-chien will 
do no harm to the place." 

The Lung-Yen Mining Co. formerly depended on Hanyang 
and other iron works for smelting the iron ore it produced, 
but sending the ore from Peking to Hankow for smelting was 
far too costly a process, and this accounted for the high 
eost of the pig-iron produced. The company therefore decided 
to build a blast furnace. This is now under consideration 
near the Western Hills. Work was begun in October, 1920, 
and will be finished by April, 1922. The furnace will have an 
average producing capacity of 250 tons of pig iron every "A 
hours. ‘Che equipment includes, besides the furnace, five 
Wickes vertical tube boilers of 2,500 h.p., three electrical 
generators of 2,500 kW, two turbine blowers, four stoves, 
and a number of pumps. The equipment, costing $1,160,000 in 
U.S. currency, was ordered through the American Trading Co. 
Eight hundred labourers are now engaged in the construction 
work, under the supervision of three Chinese engineers, all 
of whom are returned students from America. 


Lead.—In their report, dated March 4th, Mrssrs. JAMES 
Forster & Co. state that the rise for the week was due to 
reports that the Penarroya Co. had given notice that, owing 
to the strike at the mines, they might not be able to deliver 
on March contracts. The imports this year, so far, have 
been far above consumption, and there is no indication of 
expansion in either the building or electrical trades. 


Local Exhibitions.—An Ideal Homes Exhibition, under 
the patronage of the Corporation, will be held in Paisley from 
April 17th to 29th. | 

Arrangements for the Hackney electrical exhibition, 
which is to be held from April Sth to th, have 
been completed, and a number of representative firms 
have taken up the whole of the available space. The exhibi- 
tion will include all kinds of lighting, cooking. and heating 
appliances and other domestic apparatus. 


Patents Restoration.—Orders have been made restorin 
the following patents granted to Dr. Curt Stille:—No. 12,70 
of 1912. fer ^' Improvements in telegraphic photography.” No. 
9.06L of 1913, “ Improvements in optical receivers for fac- 
sinile telegraphs.” 


* British Trader."—The Orient liner, Orontes, a liner on 
the Australian. trade of rather more than 9,000 tons, has been 
sold to a syndicate which is converting her into an exhibition 
ship at once. While the British Industry, which is to be 
specially designed for her work from truck to keelson, is 
definitely held up for a vear in the hope that trade prospects 
will improve. as noted jn our last issue, the Orontes is sched- 
uled to sail on May Ist. She should have completed her 
forty-thousand-iniles cruise by next January. She is to be re- 
named British Trader. Comparatively few alterations will be 
made, the present extensive first and second-class ассопипо- 
dation being used for the stallholders as living places 
and offices, while the steerage quarters and big ‘tween-decks 
and holds will be fitted up with nearly 300 stalls. Particular 
attention is to he paid to the machinery and motor trades.— 
Evening News. 


* Little Gluttons."—lIhe new White Star liner Homeric is 
equipped with ‘ Little Glutton " vacuum cleaners, supplied 
hv the manufacturers, the Edison Swan Electric Co.. Ltd. 


East African Electrical Company.—We are informed that 
a company is now being formed at Nairobi, Kenya Colony. 
called the Fast African Power & Lighting Co., to acquire 
the undertakings of the Nairobi Electric Power & Lighting 
Co.. the Mombasa Electric Co.. and other electrical interests 
in the Colony. The undertaking of the Nairobi Electric. Co. 
and all its assets have been duly transferred and paid for in 
cash, and the purchase price received in London. and the 
company will go into immediate liquidation. Mr. G. A. Hie- 
lett, director and secretary of the company, is the intended 
liquidator. 


` 
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In the machinery group internal-combustion motors pay ad 
valorem duties according to the fuel employed, the duties being 
45 and 25 per cent. (second column) and 30 and 50 per cent. 
(first column), according to whether the engines weigh over 
or under 1,000 kg. Diesel and semi-Diesel engines pay 3U to 
60 pesetas (first column) and 10 to ZU pesetas (second column) 
per 100 kg. Detached parts of internal-combustion engines 
are heavily taxed at 450 and 150 pesetas per 100 kg., according 
to column. Steam engines, land and marine, are subject to 
duties ranging from lzU to 300 pesetas (first column) and 4U 
to 139 pesetas (second column) per 100 kg. 

Steam turbines pay, according to weight, 140 to 200 pesetas 
(first column) and 35 to 65 pesetas (second column) per 100 kg. 
Hydraulic motors are taxed at 105 to 160 pesetas per 100 kg. 
(first column) and 35 to 50 pesetas (second column). 

Locomotives weighing over 55 tons for railways with a gauge 
of over one metre pay 210 and 105 pesetas per 100 kg., accord- 
ing to column. . 

Machine tools for working metals pay, according to weight, 
90 to 195 pesetas (first column) and 30 to 95 pesetas (second 
column), in each case per 100 kg. Тһе corresponding duties 
for wood working machine tools are 150 to 215 pesetas and 
50 to 110. 

Electrical material, dynamos, electromotors, ventilators, 
transformers, magnetos, starting switches, rheostats, &c., pay, 
according to their weight, 135 to 500 pesetas (first column) 
and 45 to 200 pesetas (second column) per 100 kg. The duties 


on incandescent lamps, complete, are fixed at 36 and 12 pesetas . 


per kg., according to column. 

According to the law of 1906, the Spanish Government has 
only three months in which to modify any of the duties con- 
tained in the tariff just published.—Heuter's Trade Service 
(Madrid). 

A complete translation of the new tariff has been prepared 
by the Board of Trade, and was issued as a supplement to the 
Board of Trade Journal of February rd. ‘The tariff became 
fully operative on February 16th. 


Hydro-Electric Plant for Argentina.—According to infor- 
mation which has reached Sweden, the Minister tor Public 
Works in Argentine has placed at the disposal of Mr. Nils 
Hofstedt, secretary of the Swedish-Argentina Commission, a 
communication concerning the possible exploitation of two 
waterfalls, the Iguazu and the Salto Grande. The Iguazu fall 
has a fall of about 6.3 metres at ordinary high water and its 
calculated capacity is 125,000 kW. The plant, according to an 
investigation, has been computed at 12 turbines each of 
23,000 h.p., preferably high-speed turbines. Three-phase 
generators for 220,000 volts are proposed, and trans- 
mission is to extend to 724 miles. Particulars of the 
details to be embodied in the estimates of expenditure 
will be furnished by the Minister to interested firms in Europe. 
Offers are also required for the utilisation of the Salto Grande 
in the Uruguay river, where the variation in the fall is from 
23.50 metres and 12 metres. The plant suggested is for 
50,000 kW, with units of about 10,000 kW. 


New French Companies.—There has been formed at Paris 
(4, Rue Nicolet Charlet)) the Société d'Enterprises Electro- 
Mecaniques (Ch. Moussard et Cie.) with a capital of 110,000 fr. 
for the objects indicated by its title. 

The Société d'Electricité de Mathamis has been embodied 
at Corpentras (28 bis, Avenue de Pétrarque) with a capital of 
2,000,000 fr. in 250 fr. shares, 240 of which are allotted to the 
Compagnie Miniere du Sud-Est as consideration for its assets. 
The objects of the company are the working of concessions of 
all kinds related to electricity. 

With & capital of 1,000,000 fr., the Energie Electrique de 
l'Auxois has been constituted at Précy-sous-Thil (Cóte d'Or) 
for the generation and distribution of electricity. "The capital 
is in 500 fr. shares, 100 of which are allotted to M. Andre. 
the founder, as consideration for his assets. 

‘There has been launched at Sales (Cantal) the Société Elec- 
trique ''le Roc des Bans,” with 1,000.000 fr. capital, for the 
development of waterfalls. and the production and distribution 
of electrical energy. 800 500-fr. shares are allotted to M. 
Margne as remuneration for his assets. 


Swedish Telephone Interests іп Poland.—Since the ex- 
piration, with the year 1919, of the Warsaw telephone con- 
cession held by the Swedish Cedergren Telephone Co., nego- 
tiations have been proceeding between the latter and the 
new Polish State, which have now been brought to a close. 
An agreement has been reached under which the Swedish 
company and the Polish Government will form a new com- 
pany which will take over the Warsaw undertaking and also 
the State systems at odz, Lublin, Lemberg. Bialystok, 
Sosnowiac, and Dobrowicz. The concession for all the under- 
takings is for 25 years. The Swedish company will hold four- 
sevenths of the share capital, which amounte to 18,000,000 
French francs, and a loan of 15,000,000 Swedish kronen is 
also to be raised. 


State Nitrate Works in Norway.—The Norwegian Govern- 
ment has under consideration the question of establishing 
State works for the production of nitrate by the arc 
process, a scheme for which has been put forward by Mr. 
T. C. Hagemann, formerly engineer with the Norsk Hydro. 
The scheme contemplates the utilisation of the «pare 75,000 
h.p. which is or will be available at the Glomfjord hydro- 
electric works. 


For Sale.—Londonderry Corporation Electricity Depart- 
ment invites offers for one l1U0-kW  B.T.H. generator with 
Allen compound enclosed engine, and switchboard panel. 

Messrs. Greetham & Son will sell by auction, on March 
15th at 281, West Derby Road. Liverpool, electrical plant, 
consisting of petrol-electric generating sets, switchgear, &c. 

Chesterfield Corporation Electricity Tramway and Motor 
Bus Departments have for sale a Chloride storage battery 
and charging booster, complete. (See our advertisement 
pages to-day.) 

The A.E.G. and Russian Business.—1t is of some interest 
to hear what a French correspondent at Berlin has to say on 
this question. He states that the contest between Herr 
Stinnes and Herr Rathenau is well known at Moscow, and 
that all the sympathies of industrial and commercial circles 
there are for Herr Rathenau, who has long enjoyed great 
popularity in Russia, where the A.E.G. established many 
electrical undertakings. Its correspondent further states that 
Herr Rathenau 15 supported in Russia by M. Krassin, who 
for many years was in the service of the A.E.G., and that 
former industrialists and the '' new rich " who have leased 
works and established large technical departments prefer 
to get Into touch with a group which possesses the powerful 
support of M. Krassin. All these statements are made in 
connection with the recent arrival in Moscow of a representa- 
tive of Herr Stinnes, which representative is said to have been 
given the cold shoulder by former Russian industrialists. 


A Tax on Consumptiou.—As a means of increasing the 
national revenue in Germany. a proposal has been brought 
forward for the imposition of a tax on the consumption of 
gas and electricity. A similar seheme was advanced and re- 
jected as far back as 1903. 

Wages and Conditions in the Tramway Industry.—<Agree- 
ment upon a number of points was reached at a meeting of 
the Joint Industrial Council for the Tramways Industry, held 
on March Ard. The principal question discussed was that of 
the guaranteed 46-hour week. It was announced that the 
employers had agreed to retain the guarantee for thore at 
present employed, but new entrants, up to a тахин ої 
10 per cent. of their number, will receive a 32-hour guarantee 
only. A further meeting of the Council was to have been 
held yesterday (Thursday), when a number of other important 
matters were to receive attention. 


Indian Duty on Electrical Apparatus.—According to a 
Reuter dispatch from Bombay, the principal users and sup- 
pliers of electrical apparatus have submitted a memorandum 
to the Indian Fiscal Commission praving for a reduction of 
duty on electrical apparatus from LL per cent. to 24 per cent. 
ad valorem. | 


Unemployment.—A further decrease was shown in the 
last Ministry of Labour returns of registered unemployed, 
the total being 1,837,233 on February 28th, as compared with 
1,861,815 a week earlier. ‘The number of persons engaged on 
special relief schemes was 128,500 on February 18th. 


India and the British Empire Exhibition.—In the Legisla- 
tive Assembly a resolution recommending that the necessary 
steps should be taken for India’s participation in the British 
Empire Exhibition in 1924 was animatedly discussed. Mr. C. 
Innes, Cornmerce member of the Council of State, estimated 
that the total cost would be 15 lacs of rupees spread over 
three years. The Council had decided, in view of the heavy 
deficit in the forthcoming Budget, to ascertain the sums the 
Dominions would be likely to contribute before deciding on 
India’s participation.—Reuter (Delhi). 


An Exhibition at Harrods’.—The increasing activity of the 
large London stores in electrical matters is very gratifying. 
These huge ‘‘emporia’’ have an influx of visitors that no 
existing purely electrical store could cope with. and people 
who go there with no intention of purchasing electrical goods 
become interested and contract the desire to possess some 
of the wonderful things they see. One of the latest move- 
ments is the ‘‘ Modern Homes " exhibition now in progress 
at Messrs. Harrods'. Here 2 proper classification of appliances 
has been made, and the temptation to show everything the 
space will hold has been resisted. A part of the second floor 
has been divided into compartments to represent the various 
rooms of a house. There is a bathroom with a Benham towel 
rail. à small Carron fire, and a hair-dryer; a kitchen com- 
plete with cooker and utensils; & home laundry containing 
a “Thor” washer, an ironing machine, an iron, and an 
electric (Jackson) boiler; then there is a series of '' rooms 
decorated in various fashions with appropriate lighting. In 
the centre of these the Hotpoint Co. has a stand bearing 
numerous examples of its products, and the Hoover vacuum 
cleaner is demonstrated. An electric grand piano is also 1n- 
cluded and dispenses music not altogether devoid of the 
" human touch." The display was organised by Mr. T. M. 
Rogers, manager of the Building and Electrical Department, 
and he and his staff may well be proud of the result. 


E.D.A. Salesmanship Conferences.—Mr. Н. Marrvat, 
M.LE.E.. will occupy the chair at the next E.D.A. salesman- 
ship conference to be held at the Chartered Institute of 
Patent Agents on March 17th. Proceedings will open with a 
talk on ''Salesmanship in Relation to Showroom Display 
and Demonstrations " by Mr. A. C. Bostel. 
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The British Industries Fair.—The Times announces the 
receipt of a number of letters advocating the opening of the 
British Industries Fair to the general public. If it was not 
possible to extend the fair, 1t was suggested that the daily 
hours should be extended so that the public could inspect the 
display in the evening. 

Edinburgh Contractors’ Enterprise.— Ihe Ideal Homes 
Exhibition, held in the Waverley Market, Edinburgh, was 
brought to a close on Saturday last. ‘he largest and most 
varied display was the joint exhibit of the Edinburgh mem- 
bers of the Electrical Contractors’ Association of Scotland. 
The arrangements were in the hands of a small acting com- 
mittee of the Association, consisting of Messrs. A. Pratt, 
D. S. Munro, W. Mackintosh, and Mr. W. Finlay, the sec- 
retary, and these were enthusiastically supported and assisted 
not only by the contractors, but by manufacturers and factors. 
The stand (which is shown in the accompanying illustration) 
was wired throughout by c.t.s. cable and designed to show 
the varied appliances effectively. Five distinct schemes for 
lighting were fitted for use in succession or in combination— 
A stage or shop-window effect with ‘* Holophane ” angle re- 
flectors fitted with " Fullolite " lamps; a ceiling-reflector 
effect by means of a variety of alabaster, ' Luna,” and other 
glassware bowls and urns; a general display of fittings repre- 
sentative of those used in the public rooms and bedrooms of 
а house and carefully selected for their beauty or novelty; a 
daylight effect obtained by banks of concealed ‘* Ediswan ” 
colour-matching lamps; and a beautifully soft and glowing 
effect by floor and table standards with silk shades. Notable in 
this section were '" Dragon " and "' Parrot " designs by Louis 
Dernier & Hamlyn, Ltd., and some striking French bronzes 
which had been lent by the General Electric Co., Ltd. Over 
a hundred different patterns of electric heaters were arranged 
so that they could be switched on individually. Well-tried 
makes, such as the ‘* Tricity,” the " Dowsing,” “* Belling,” and 
the '* Emanef" were shown in great variety. Vacuum 
cleaners were represented by the ''Jackson," ''' The Little 
Glutton,” '" Imperial," ' Electrolux," and the ''Jeary," and 
the varying qualities of these were in constant demonstration. 
The '' Universal" and ''The Time-Saver " electric washers 
in action proved interesting to many visitors. Several sizes 
of motors were coupled up, and country house lighting plants 
were represented by the “Petter” and the “ Armstrong 
Whitworth " semi-automatic sets. Boards and cases illus- 
trating Simplex conduits, “‘ Stannos," and “ Henley " wiring 
systems appeared. The lamps of all the E.L.M.A. makers 
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CONTRACTORS’ STAND АТ THE RECENT EDINBURGH EXHIBITION. 
were represented on the stand, and also cases illustrating their 
stages of manufacture. The air was varied by the action of 
several oscillating and fixed fans and х‘ Ozonair " machines, 
and the constant sparkle and crackle of the violet-ray pro- 
ducers gave the stand a thoroughly electrical atmosphere. 
Practically every kind of electric iron was represented, from 
the small universal type which a lady may carry in her 
hand-bag to the largest size of tailor’s goose. Many styles of 
bed warmers were exhibited. among those being a form 
operated by an ingenious safety switch and several of the 
new ‘“‘ Dowsing ’’ pattern. Electrical hair dryers of various 
descriptions, curling-tong heaters, massage and high-frequency 
outfits were demonstrated. Electric toasters were shown in 
several forms, some of these having ingenious reversible 
bread carriers. There was a profusion of electrical novelties, 
such as G.E.C. pipe and cigar lighters, egg testers and accu- 
mulator. dry-cell and magneto hand lamps. 
Electric cooking and heating were kept to the forefront by a 
profusion of grills, kettles, percolators, saucepans, and water 
i.  '' Jackson " and  " Tricity " ovens and stoves 
were in evidence, and much interest was evinced in the 
cooking demonstrations by a capable lady from Tricity House. 


. ham. 


A few days after the opening of the Exhibition, the con- 
tractors entertained the Lord Provost, the Convener of the 
Electricity Committee, and Mr. Newington, the city elec- 
trical engineer, at a lunch in the Exhibitors’ Club, which had 
been entirely cooked by electricity on the Association's stand. 
The operation of the stand was undertaken by daily relays 
of representatives from the firms concerned. 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks 
in respect of goods and productions connected with the elec- 
trical trades and industries :— 

Parsiwatt. No. 418,559. Class 12.— Electric light fittings of 
ordinary metal. La Société l'Electro-Construction, 86, Boule- 
vard Gambetta, Paris. September 14th, 1921. 

Durex. No. 418,595. Class 13.—Junction boxes and fittings 
for electric. light and power installations. Harold F. 
McLoughlin, 601, Bordesley Green, Little Bromwich, Birming- 
Sooembér 16th, 1921. 

Maxivolt. No. 420,191. Class 1.—Compressed tablets of sal- 
ammoniac for use in electric batteries. Bush, Beach & Gent, 
Ltd., 10, Union Court, Old Broad Street, London, E.C. 
November 4th, 1921. 

Armature and circle design. No. 405,596. Class 6.—Electric 
motors, magnetos, dynamos, electric fans, blowers, &c. 
No. 405,597. Class 8.—Electric cables, electric batteries, and 
accumulators, induction coils, transformers, &c. No. 405,596. 
Class 13.—Electric fuses or cut-outs, sparking plugs, electric 
internal switches, electric horns, &c. Robert Bosch Gesell- 
schaft, Militarstrasse, Stuttgart, Germany. June 28th, 1920. 

Witton. No. 418,205. Class 8.—Dry cells (electric). Тһе 
General Electric Co., Ltd., Magnet House, Kingsway, Lon- 
don, W.C. September 6th, 1921. 

Witton. No. 417,029. Class 6.—Dynamos and electric 
motors. The General Electric Co., Ltd., Magnet House, 
Kingsway, London, W.C. July 16th, 1921. 

Paracore. No. 420,228. Class 8.—Electric cables. United 
States Rubber Co., 1, Little Burnet Street, New Brunswick, 
N.J., U.S.A. November llth, 1921. | 

Prest-O-Lite. No. 413,304. Class 8.—Electric storage bat- 
teries. The Prest-O-Lite Co., 30, East 42nd Street, New 
York, U.S.A. March 10th, 192. 


Sphinx. No. 419,655.—All goods in Class 11. The Sphinx 
Manufacturing Co., Ltd., 240-2, Bradford Street, Birming- 
ham. 

Tungola. No. 419,580. Class 13.—Electric lamps and parts, 


fittings, lampholders, &c. Osram Gesellschaft, 11-14, Ehren- 
bergstrasse, Berlin, 017, Germany. October 17th, 1921. 

Nico. No. 421,606. Class 13.—Electric lamps (ordinary), 
fittings and accessories. The New Inverted Gas Lamp Co., 19- 
21. Farringdon Avenue, London, E.C. December 17th, 1921. 

M.I.C., Empire Works, Walthamstow (lettering and de- 
sign). No. 420,136. Class 50.—Electric insulating material. 
Micanite and Insulators Co., Ltd., Empire Works, Blackhorse 
Lane, Walthamstow. November 2nd, 1921. 


The Worthing Contract.—The^recent decision of the 
Worthing Town Council to accept ,the tender of Messrs. 
Mirrlees, Bickerton & Day, Ltd., for the supply of a Diesel 
engine for the Corpcration generating station in preference 
to that of a German firm whose quotation was nearly £4,000 
lower, has aroused a good deal of criticism. One of the com- 
munications since received by the Electricity Committee 
took the form of a resolution of thanks from the National 
Union of Manufacturers, while another was from a local resi- 
dent, who quoted three different instances in which German 
electrical plant was supplied before the war to electricity 
undertakings in Shanghai, Melbourne, and Cape Town, which 
were all found defective in working and by which, despite 
the makers’ guarantees, no satisfaction was ever given, 
whereas in the Shanghai station a similar engine installed 
by a British maker was found to be in perfect condition after 
nine years’ working. On the other hand, the Committee had 
a petition signed by 19 ratepayers expressing their amaze- 
ment and dismay at the decision, and announcing their de- 
termination to oppose any application for a loan by every 
means in their power. In reply to the latter threat, the Com- 
mittee now states that the sanction of the Electricity Commis- 
sioners has been received to the necessary loan, and that the 
contract will be executed in due course. The Committee 
further reminds its critics of the fact that the extra cost 
of the British-made plant will not be a charge upon the rate- 
payers, but will be borne by the electricity consumers in the 
shape of charges for energy. The undertaking is a prcsperous 
and profitable one, and the ratepayers, as such, have not had 
any deficiency in revenue to meet out of the rates for the 
past 15 years, while in 1915 the rates were relieved out of 
the profits of the undertaking to the extent of £500. One of 
the most important considerations in the minds of the Com- 
mittee in recommending the acceptance of the British tender 
was the difficulty which might be experienced in enforcing 
the guarantees under the contract in the event of a German 
tender being accepted and in replacing parts defective or 
worn after the expiration of the period of guarantee. The 
Committee's chief concern, it goes on to say, was and is 
to secure reliable plant which will enable the undertaking to 
work at the highest efficiency and to avoid risks, whether 
legal or engineering, the financial effect of which it found 
it difficult to estimate accurately or at all. 
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Ebonite Manufactures.—As an example of their work in 
ebonite, Messrs. FuLLER's UNITED ELEcTRIC Works, LD., 
have sent us a neat desk calendar consisting of a square 
ebonite block with a sloping table bearing monthly date 
slips. A disk device makes the day of the month visible 
through a small opening in the base. 


LIGHTING AND POWER NOTES. 


Accrington.—Loan SaNorioNED.—The Electricity Commis- 
sioners have sanctioned a loan of £50,000 in respect of the 
Accrington scheme of electricity extension. The Commis- 
sioners add that they will be prepared to consider the 
sanction of any further sum when the actual cost of the 
work intended has been ascertained. 

EXTENSION OF SuPPLY.—The Town Council will shortly 
supply electricity to Oswaldtwistle, the terms to be 5 per 
cent. higher than the charges in the town, to cover the 
additional cost incurred. Application is being made for the 
necessary authority. ; 


Barnstaple.—I.oan.—The Town Council has applied to the | 


Electricity Commissioners for a loan of £2,341, for condensing 
plant at the electricity works. - 


Canada.—Hypro-Etectric EXPENDITURE. — Colonel Car- 
michael, Minister without Portfolio in the Ontario Cabinet, 
has resigned from the Hydro-Electric Power Commission 
because last year's estimates of the Commission have been 
exceeded by $14,000,000 (about £3.100,000). It is believed 
that Sir Adam Beck will cease to be chairman of the Com- 
mission and that a new body, more directly responsible 
to the Government than the present Commission, will be 
appointed.—The Times. 


Continental.—FnaNCE.— Extensive works are to be under- 
taken by the Compagnie Parisienne de Distribution d' Elec- 
tricité in order to meet the growing demand for light and 
power in Paris, and for this purpose the generating plant is 
to be increased from 190,000 kW to 240,000 kW. Under the 
new agreement between the company and the City of Paris, 
the expenditure on new works is to be met by the flotation 
of & loan of 100,000,000 fr. 

SwEDEN.—The Motala hvdro-electric works, which belong 
to the State, have recently been brought into operation. Two 
turbo-generators of 8,400 kW have been installed, and with 
three sets of machines, the station will be able to supply 
21,000 kW. The water-power of the Motala river between 
Vattern and Boren is used. The sum of 12,000,000 kr. was 
voted by the Riksdag for the extension of the works. 

Russta.—The construction of the Kiseloff power station has 
commenced at Gubach, on the river Kosva. It 1s intended 
to supply the local coal industry with electricity. The out- 
put of the station will be 4,000 kW, and electrical energy will 
be distributed over a radius of 900 versts, within which 
аге included the towns of Perm, Kuschur Unschole, 
Solikamsk, Kisel, and Tchusoff. Fifteen hundred men are 
engaged on the work and it is anticipated that the station 
will be in operation by November this year. 


Conway.— ELECTRICITY | SoPeLy.—The Town Council has 
entered into an agreement with the North Wales Power Co. 
for a connecting cable to be carried across the suspension 
bridge. By this means the company will be able to supply 
electricity on either side of the river. 


_Croydon.—New PraxT.—The Electricity Committee has de- 
cided to expend £27.400 on а new boiler and equipment, a 
new pump, and repairs to two towers. | 


Edenderry.—Evectricity Suppiy.—The Lighting Commit- 
tee has requested Mr. C. McGuinness, consulting engineer, 
to submit a scheme for hghting the town with electricity. 


Glasgow.—lIliRE оғ Motors.—There is a proposal before the 
Corporation to inquire into the desirability of hiring out 
electric motors for manufacturing and industrial purposes. 
It is pointed out by those favouring the proposal that many 
firms, owing to the present shortage of money, are unable 
to purchase motors, and it is thought that if they had the 
opportunity of hiring the motors at a modified rate they 
would more readily adopt electricity for their works. 

ALL-ELECTRIC HousEs.—The ‘‘ all-electric " houses, which 
have been visited by 20.000 people in the last few weeks, 
wil remain open to visitors for some time yet. 

NEW CanLE..—The Unemployment Grants Committee has 
approved of the Corporation's scheme for the laving of 28,040 
vards of e.h.p. cable in connection with the transmission of 
electrical energy from the power station at Dalmarnock. 


Great Sankey.—ELrcrRicrTY SUuPPLY.—With regard to the 
proposed supply of electricity to the district by the Warring- 
ton Corporation, a canvass is to be taken to ascertain the 
number of residents who would be prepared to use energy. 


Helston.—Evectricity Suppty.—A scheme has been sub- 
mitted to the Town Council by the Camborne and Redruth 
Electric Power Co. for a supply of electricity to the district, 
and a meeting is to be held to consider the proposal. 


Jersey.—ST. HkLiER.—The Assembly of Principals and 
Officers of St. Helier has adopted the municipal scheme for 
electric lighting, and the Mayor has been instructed to take 
the necessary steps to obtain a loan of £100,000 for carrying 
out the scheme. 


Kirkburton (Yorks.).- Evectricity ScpPLy.—The District 
Council has decided to apply to the Yorkshire Electric 


. Power Со. for the terms on which it would be prepared to 


supply electricity to the district. 


Kirkcaldy.—Loan.—CorreEcTION.—We were misinformed 
as to the ammount required for electricity purposes by the 
Council. We understand that the sum is much smaller than 
that given in our note on p. 265 in our issue of February 24th. 


Liverpool.—EXTENSION OF SuPrLy.—The City Council is 
applying to the Electricity Commissioners for & Special Order 
granting power to supply electricity to Bootle, Litherland, 
Waterloo—with Seaforth and Great Crosby. 

Loan.—Application is to be made to the Electricity Com- 
missioners for sanction to a loan of £200,000 for the erection 
of a sub-station, buildings, plant and equipment. 


Morecambe.—BvuLk SurPLY.—Application is being made to 
the Electricity Commissioners for a Special Order for power 
to supply electricity to Heysham. The lancaster Corporation 
has been requested to apply for sanction to extend the genera- 
ting station at Lancaster, so that a bulk supply can be given 
to the Morecambe Corporation. à 


Nantyglo and Blaina.—BuuLk SuPPLY.—At a recent meet. 
ing of the Council it was considered that the offer of the 
Ebbw Vale Co., to give a bulk supply of electricity at 94d. 
per unit, was too high, and it was decided to bring the matter 
before the Electricity Commissioners. 


Newark.—ELEcrRiCciTY SuPPLy.—The Town Council hae 
considered the offers of the Lincoln. Corporation and Messrs. 
Ransome & Marles, of Newark, to supply electricity to the 
town, but has decided that the schemes are not suitable. Mr. 


. Wordingham, consulting engineer to the Council, has recom- 


mended that Newark should establish its own undertaking at 
an estimated cost of £140,250. | 


Okehampton.—PRoPoskb PURCHASE OF UNDERTAKING.— 
Negotiations have been entered with Mr. G. K. Blatchford. 
proprietor of a private electricity works, with a view to the 
purchase of his undertaking. 


Porthcawl.—E,EcrRiciTY SuPPLy.—The U.D.C. has decided 
to proceed with the scheme for the electric lighting of the 
area, and & Provisional Order has been applied for. The 
estimated cost of installing electrical plant at the Council's 


gas works is £10,000. 


Price Reductions.—Reductions are to be made in the 
charges for electricity in the following districts : —Canterbury, 
Fulham, Glasgow, Hampstead, Kingston-on-Thames, Leicester, 
Liverpool, Tonbridge, Tunbridge Wells, Weymouth, Barn- 
staple, and Dundee. . 


West Ham.—ELectricity SUPPLY.—CORRECTION.— The re- 
port of the meeting of electricity consumers given in our last 
issue Was incorrect in parts. А 10,000ü-kW set, and not a 
20,000-kW set, is being installed. This will not replace, but 
will be in addition to the 5,000-kW generator. The Council 
has made a definite recommendation as to a price reduction, 
us the undertaking 1s now being run at a profit. 


TRAMWAY AND RAILWAY NOTES. 


Continental.—ITaLy.—A concession has been granted to 
Luigi Bruno, of Casaltore (Avellino), for the construction and 
working of & tramway from Mercogliano to the Santuario di 
Montevergine. The estimated cost of the undertaking, which 
is to be completed within two years, is 689,000 lire. The 
concessionaire may place orders abroad for equipment to the 
extent of half of the requirements. 

'The Società anonima Ferroviaria di Bitonto has been formed 
with a capital of 350,000 lire for the construction and working 
of an electric railway from Bitonto to S. Spirito. The estl- 
mated cost of the works and equipment is 1,451,241 lire. Elec- 
tricity will be supplied by the Società Generale Pugliese. 

SwITZERLAND.—The Council of Administration has under 
consideration plans for the extension of the power station at 
Amsteg. The estimated cost of the extensions is 6,000,000 fr. 

HuNaaRY.—The scheme for the electrification of the State 
railways has been postponed owing to the present high cost 
of raw and finished material and political and economic con- 
ditions. The first locomotive was completed recently, and 
was to have had a trial run last month. 
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Hall.—CoNTRIBUTION FOR Rare RELrEF.— The Tramways 
Committee is contributing £10,000 from the tramways com- 
pensation account toward the relief of the rates. 


India. —Bombay.—According to the Railway Gazette, an 
underground railway for Bombay, about 7.44 miles in length, 
has been suggested by the municipal special engineer. The 
total cost, With equipment, is estimated at Rs. 246 lakhs. 
[he twin-tube system is recommended as cheaper than one 
tunnel for a double line. 


London.—The I.C.C. has come to an agreement with the 
london United Tramways under which the L.C.C. cars will 
run from Tooting terminus to Wimbledon over the L.U.T. 
lines, 

Post Office Tube Railway.—EXTENSION oF Tıme.—The 
Minister of Transport has extended the time of the Post 
(thee (London) Railway Act, 1913, for the completion of the 
railway and works until August, 1923. 

West Africa.—RaiLway ELECTRIFICATION.—The Government 
of French West Africa’ has had a scheme prepared for the 
electrification of the line from Kayes to the Niger. Certain 
waterfalls along the Senegal and the Niger have been sur- 
veved in connection with the scheme. ‘The contract for the 
works has been placed with the Société Générale d'Entreprise. 


TELEGRAPH AND TELEPHONE NOTES. 


Argentina.— WIRELESS ‘TELEGRAPHY.—A National Govern- 


ment Decree, dated January 9th, authorised the ` Compania , 


Siemens Schuckert, Ltd.," representing the '' Telefunken ” 
Co., of Berlin, to transfer the concession accorded to it on 
March 15th, 1919, to the '''l'ransradio Compania Radiotele- 
grafica. Argentina. —Review of the River Plate. 


Germany.—ResuMING CABLE TRarriCc.—The German news- 
papers report that the German Atlantic and German South 
American telegraph companies have concluded an arrange- 
ment With the American telegraph companies whereby the 
German companies will be enabled to resume cable traffic. 
Ше German companies will be merged and afterwards issue 
shares trebling the capital. The German companies will 
work the Emden-Azores section, while the Azores-New York 
section will be worked in conjunction with the American 
concerns.—Zteuter's Trade Service (Berlin). 

Russia.—NrEw Rapvio Station.—Work on the construction 
uf the new radio-telegraph station at Dyetsky village is 
approaching. completion. The old station was destroyed in 
1919 in the Yudenitch advance. All that remained was the 
workmen’s dwellings some distance from the station. A 
special railway branch was made to aid in the reconstruction 
which was begun in September, 1920. A new building 
fur the machines, &c., and five 125-metre masts have been 
erected. ‘The machines are nearly all installed. Siemens- 
schuckert made the electrical machines and distributing 
apparatus; Siemens-Halske & Ericsson the radio-telegraphic 
parts; Nobels the Diesel motor; and the ‘* Pharphorovni ” 
сопсегп the insulators. 


Sweden.—TELEGRAPH AND TELEPHONE SERVICES.—The State 
telegraph and telephone services realised a net profit during 
il ot kr. 19,000,000. Total receipts amounted to kr. 
000,000, out of which telephone subscriptions accounted for 
kr. 53,700,000. The net profit obtained by the General Post 
Ошсе was kr. 10,400,000.— Heuter's Trade Service (Stock- 
houn). i 

Magnetic Storm.—Magnetic disturbances of the atmos- 
phere were noted throughout North-West Europe on Feb- 
mary 22nd and 23га. The electrical disturbances recorded 
by the Air Ministry’s meteorological station at Croydon are 
suid to have been strong. | 


The Telephone Service.—NEw EXCHANGE.—An additional 
telephone exchange was opened within the boundaries of the 
City of London on March 4th. This new exchange, which 
18 the twelfth to be opened in London within the last two 
years, is to be known as Bishopsgate, and is intended to serve 
an area embracing the thoroughfare of that name and ex- 
tending to Whitechapel, Bethnal Green, and Haggerston. 
As it is situated within five miles of Oxford Circus, the cen- 
tral telephone measuring point, calls may be passed for 14d. 
up to a distance of ten miles from Oxford Circus. It is pro- 
posed eventually to erect a special building for the Bishops- 
fate exchange, which will be one of the largest in London; 
but owing to the pressing needs of the neighbourhood and 
the necessity for affording early relief to the adjacent tele- 
phone areas of London Wall, Avenue, Bank, &c., the equip- 
шеп 18 temporarily installed in the premises partly occupied 
by the recently-opened Clerkenwell exchange, which we have 
already described. At the opening on Saturday last, 726 sub- 
&ribers in the new Bishopsgate exchange area and 
how working on other exchanges, were given service on the 
hew equipment, and further additions will be made from 
ume to time. Тһе effect of the transfers will be to accelerate 
fhe work of joining up subscribers to the neighbouring ex- 
changes, and to provide for development within the Bishops- 


gate area. A large amount of intricate work on the external 
cables has been involved in order to divert subscribers’ cir- 
cuits to the new exchange, and much remains to be done 
before it will be possible to join up subscribers freely in all 
parts of the area; but the work is being pushed forward as 
rapidly as possible. 

City BreEakbowNn.—A_ breakdown of the City telephone 
service occurred last week through the bursting of a water- 
main, which broke down the walls of a manhole and so 
alfected the telephone cables. The area of the breakdown was 
between Electric House, Moorgate Street, and the General 
Post Otlice in Newgate Street, and something like 400 Post 
(Осе lines weer affected. Communication between the 
een Wall and Central exchanges was impossible for some 
OUTS. 


United States.— WIRELESS TELEPHONY.—Statistics published 
at New York show, says the Daily Teleyraph, that the 
number of wireless telephone receivers in use has 
increased from 50,000 to 600,000 in a year. Тһе 
country is plotted into circuits, and central stations distribute 
the “aerial goods " with regularity. As we recently an- 
nounced, a conference is assembled at Washington to consider 
the " charting " of the air, so that all interests may obtain 
the maximun service with the minimum interference. 

According to the Daily Chronicle, the former German liner, 
Leviathan, the largest ship afloat, after deteriorating in the 
Hudson river ever since she was placed out of com- 
mission as a troopship, is to be reconditioned at a cost of 
£1,600,000. Among other innovations will be a wireless tele- 
phone instrument in every first-class cabin. By this, through 
the ship's central apparatus, passengers will be able to com- 
municate with friends ashore. The Leviathan will it is ex- 
pected, be put in the Transatlantic service next summer. 

WIRELESS CoNTRCL.—President Harding, upon the recom- 
mendation of the Radio Congress, now in session at Wash- 
ington, has asked Congress for an appropriation to enable 
the Government to regulate the activities of wireless 
amateurs. The plan was to compel these amateurs to adopt 
shorter wave-lengths, which, it was thought, would not 


. Interfere with the longer wave-lengths of official communi- 


cations. However, Genearl Squier, head of the Army Coin- 
munications, announced that short waves would not bring 
about the desired harmony .— Westminster Gazette. 


Wireless Telegraphy.—FRENCH SeERVICE RESTORED.— Mar- 
coni's Wireless "(Telegraph Co., Ltd., announced on March 
2nd the restoration of the high-speed wireless service with 
France, which was affected by the recent flooding of an 
underground cable conduit in Cheapside. "There is also no 
longer any delay on Marconigrams to North and South 
America, Australasia, Spain, Фс. . 

FOREIGN OFFICE SERVICES TO BE ABANDONED.— The Foreign 
Office News Department, which sends out a daily summary of 
British news by wireless to European countries, is to be 
closed owing to its cost, which amounts to £35,000 a year.— 
Daily Mail. - 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
* Official Notice ’’ appeared.) 


OPEN. 


Australia.—MELBOURNE.—April 29th. Electricity Commis- 
sion. 22,000-V, three-core cable and accessories for the Mor- 
well power scheme. (February 24th.) 


Barrow-in-Furness.—Electricity Department. ‚ Electrical 
stores, meters, &c., for 12 months. Electrical engineer. 


Belfast.—March ‘16th. Electricity Department. Six or 
12 months’ supply of stores, including many electrical items. 
(March 3rd.) | 


Belgium.—April 3rd. Limbourg Permanent Deputation, 
at Hasselt. Establishment of an electricity distribution sys- 
tem between Eysden, Rothem, and Maeseyck, between 
Rothem, Brée, and Caulille, and between Eysden and Reck- 
heim. Specification from the Bureau du Service Provincial 
d'Electricité, 27, Avenue Bamps, Haselt. | 

March 15%. Belgian Ministry of National Defence. 
Supply of 12,500 metres of double-conductor insulated cable. 
Particulars from La 3me Direction Générale du Ministére de 
la Défense Nationale, 10, Rue du Méridien, Belgium. 

March 17th. Secretariat General de l'Administration. des 
Hospices et Secours of Brussels (Hópital Saint-Jean, , Boule- 
vard Botanique). Supply of electric lamps to the various Brus- 
sels hospitals. В 

Blackpool. March 16th. Electricity Committee. Н.р. 
switchgear and switch-room equipment for power house and 
sub-stations. Н.р. underground armoured three-core trans- 
mission cables. (February 24th.) 

March 16th. Electricity Committee. 
cooling tower. (March 3rd.) 
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Bristol.—March 17th. Docks Committee. Four 30- 
cwt. movable electric jib cranes. Mr. T. A. Peace, engineer, 
Bristol Docks Committee, Avonmouth Docks. 


Bulgaria.—Soria.—Apmil 3rd. Direction of Posts and Tele- 
graphs. Pole-line hardware, consisting of straight and bent 
supports for insulators, fixing clamps and yokes.* 
^ April 2154. Telephone switchboards.* 

Cardiff.—March 17th. Electricity Department. One 
40,000-Ib. water-tube boiler with mechanical stokers and acces- 
sories. (March 3rd.) 

Cheadle & peu April 3rd. Urban District Council. 
E.h.p., m.p., and l.p. mains and street lighting accessories. 
(See this issue.) 


Croydon.—March 27th. Electricity Department. Steam- 
raising plant, consisting of water-tube boiler, &c. (See this 
issue.) 

Dundee.—March 22nd. Electricity Department. Circu- 


lating water pipe-line. Mr. H. Richardsou, general manager 


and engineer. 


Edinburgh.—March 13th. 
for the Tramways Committee. 
Square, Edinburgh. 

April 15th. Electricity Department. Converting plant for 
lighting and traction, d.c. switchgear, for the Portobello sta- 
tion. (See this issue.) 

London.—H.M. Orrick or Works.—April 12th. Sup- 
ply of electrical engineering labour-in-daywork in the Leeds 
district. (March 3rd.) 

L.C.C.—April 10th. Ash conveyor of the water-immersed, 
drag-link type, and ash hopper for the Greenwich power 
‘station. (See this issue.) 

HaMPsTEAD.—March 15th. Electricity Department. Six or 
12 months’ supply of electrical engineering stores, oils for the 
electricity station. For removal of ashes and coal-handling, 
both for periods of 6 months. (See this issue.) 


Leeds.—March 13th. Education Committee. Repairs, 
including electrical work, required to school buildings during 
12 months ending March 31st, 1923. Mr. J. Graham, Director 
of Education, Education Offices, Calverley Street. 


Tramways Committee. Rails 
The manager, 2, St. James’ 


Rhondda.— April 3rd. Electricity Department. —Supplv 
of house service а.с. meters, cable, joint boxes, compound, 


cut-outs, &c., for 12 months. (February th.) 


Salford.—Tramways Department. General supplies for 
six months. General manager, 32, Blackfriars Street, Salford. 


*А copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Burton-on:-Trent.—Electricity Committee. Accepted:— 

6,000-kW turbo-generator (£32,150); feed-water heater (£700); stand-by 
extraction pump (£870).—C. A. Parsons & Co. 

Switchgear (£1,750); earthing equipment, with cables and a bus-bar 
coupler equipment (£1,920).—Metropolitan-Vickers Electrical Co. 

Boilers (£40,180); ash-handling plant (£1,156).— Babcock & Wilcox, Ltd. 


Glasgow.—Electricity Committee. 

Five sets of rotary-converters, transformers, and switchboards, for Bridge- 
ton, Langside, and Alexandra Parade sub-stations (recommended). — 

British Thomson-Houston Co., Lid., £36,283 for the rotary-converters and 


transformers. 
Ferguson Pailin, Ltd. (£2,422), switchboards. E 


Tramways Committee. Recommended :— 
Insulated bolts.—Hritish Insulated & Helsby Cables, Ltd. 


Gloucester.—City Council. Accepted:— 

Additional plant for the electricity works.—Two 1.500-kW geared turba- 
generators, with condensing plant by Cole, Marchent & Morley, £22,414, 
English Electric Co., Ltd. 


Liverpool.— Electric Power 


Recommended :— 

Four 1,500-kW rotary-converters, complete with switchpear, accessories, 
and spare transformer, &c.—Metropolitan-Vickers Electrical Co., Ltd. 

Installation at the Charters Street destructor station, 500-kW generating 
set.—Belliss & Morcom, Ltd. 

Installation of an auto-rotary equipment at the Walton Town Hall.— 
Metropolitan-Vickers Electrical Co.. Ltd. 

Cables and accessories to the Liverpool Electric Supply Department and 
other departments. of the Liverpool Corporation, for the 12 months 
ending March, 1923 (recommended).—Callender's Cable & Construction 
Co., Ltd. 


Worthing.—Town Council. Accepted:— 
Motor generator (£324).—General Electric Co., Ltd. 


York.—Electricity Committee. Accepted:— 
Meters.— A.E.G., of Berlin. 


and Lighting Committee. 


FORTHCOMING EVENTS. 


Electro-Harmonic Society.—Friday, March 10th. In the Great Hall, Cane 
non Street Hotel, F.C. At 8 p.m. Smoking concert (the last of the 
season). 

Electrical Power Engineers’ Association (Midland Division).—Saturday, 
March ith. At the Imperial Hotel, Birmingham. At 7 p.m. First 
annual dinner. 

Salford Technical And Engineering Association.—Saturday, 
At the Royal Technical College. At 7 p.m. Paper on “ From Factory 
to Face, or the History of a Colliery Cable," by Mr. W. T. Anderson. 


March llith. 


Royal institution of Great Britain.—Saturdays, March llth and 18th. At 
Albemarle Street, W. At 3 p.m. Lectures on '' Radio-activity,"" by Sir 
Ernest Rutherford, F.R.S. 

Birmingham and District Electric Club.—Saturday, March lith. At the 
Grand Hotel, Colmore Row. At 7 p.m. Paper on ** Ball Bearings," by 
Mr. A. Macaulay. | 

institution of Eleotrical Engineers.—Thursday, March 16th. At the Inst- 
tution, Victoria Embankment, S.W. At 6 p.m. Paper on “ Phantom 
Telephone Circuits and Combined Telegraph and Telephone  Caircuiis 
Warked at Audio Frequencies,” by Mr. J. G. Hill, 

(North-Midiland Oentre).— ‘Tuesday, March Itb. Ar tbe Hotel Meiro- 
pole, Leeds. At 7 p.m. Ordinary meeting, 

(Scottish Gentre).--Tucsday, March. Ihh. At ihe North British 
Station Hotel, Edinburgh. At 7 pam. Paper on * Telephone Line Work 
in the United States," by Mr. E. 5. Byng. 

(8outh- Midland Centre).— Wednesday, March loth, Ac the University, 
Birmingham. At 7 p.m. Paper on " Electric Motor. Starters," by Mr. 
J. Anderson. 

(Sheffield Sub-Centre).— Wednesday, March Mth. At the Rosal Vic- 
toria Hotel, Shemeld. At 7.30 p.m. Paper, ‘ Notes оп the Practical 
Operation of e.h.p. Protective Gear," by Mr. F. Langley, 

(North-Eastern Oentre).—Mondav, March КИҺ. M the Armstrong 
College, Neweastle-on-Tyne. At 7.30 p.m. Address bv. the President, 
Mr. J. 5. Hightield, on “The Primary and Secondary Education ed 
Engineers.” : 

(Dundee Sub-Centre).— Monday, March ТИ. M the University 
College, Dundee. At 7.30 р.п. Papers өп I" Electrie Motor Starters.” 
by Mr. J. Anderson, and on '* Induction-type. Synehronous Motors," by Mr. 
L. H. A. Carr, 

(North-Western Students’ Centre).—-Tucsday, March lith. At the 
Houldsworth Hall, Deansgate, Manchester. At 7,30 p.m. Paper. on 
'" Commutation, Armature Reaction, and the Seleccion. of Carbon Brushes 
for Dynamo-clectric Machinery," by Mr. J. W. А. Abernethy. 

National Association of Supervising Electricians.—Jucsday, M irch 14th. 
At St. Bride’s Institute, E.C. At 6.45 p.m. Paper on “The Determina- 
tion of Heat Losses From Buildings, with Special Reference to Electrical 
Heating," by Mr. W. T. Nobbs. 

Women's Engineering  Society.— Tu «lav, 
Street, Hanover Square, W. At 6.15 p.m. 
in Industry," by Mr. Е, S. Button. 

Institution of Civil Engineers (Students! Meeting). —Wednestiy. March Lith. 
At the Institution, Great George Street, SW. At 6 p.m. Vernon Har- 
court lecture on " The Great. Ship-Canals of the World," by Mr. G. 
Fitzgibbon. 

Northampton Engineering College Engineering Society.—\W.Inesd:y. 
March 150. At the Northampton. Institute, St. John Street, EC. M 
5.30 p.m. Paper on '' Developments in Aeroplane Design." by Mr. R. H. 
Walmsley. 

Paisley Association of Engineers. —W «Incsdav, 
Y.M.C.A.. Buildings, High Street. At. 7.30 p.m. 
paper awarded the. second prize will be read). 

ideal Home Exhibition, Olympia, W.—Wednesday, March 15th. Ar 7 p.m. 
Lecture on * The Modern. Use of Electricity in the Home," by Mr. S. J. 
Harding. 

Industrial League and Oouncil.—Wednesday, March With, At Coston 
Hall, S.W. At 7.30 p.m. Lecture on “ Psychology in Industry," by Mr. 
W. Piercey. 

Chemical Society.— Thursday, March 16th. At Burlington House, Piccadiily, 
V. At 8 p.m. Ordinary meeting. 

Belfast Association of Engineers.-—Thursday, March 16th. At the Muni- 
cipal College of Technology. Paper on * Water Power," by Mr. G. 
Fletcher. 

Chelmsford Engineering Society.—Friday, March 17th. At the East Aa- 
glian Institute of Agriculture. At 7 p.m. Conversazione. 

Junior Institution of Engineers.—Fridav. March 17th. At Caxton Hall, 
S.W. At 8 p.m. Lecturette on '* Power Factor Improvement," by Mr. 
G. H. Ayres. | 

British Electrical Development Association.—Fridav, March 17th. At the 
Institute of Patent Agents, Staple Гап Buildings, W.C. At 7.30. p.m. 
Conference on “ Salesmanship in Relation to Showroom Displays and 
Demonstrations,” to be opened by Mr. А. C. Bostel. 

London Electrical Engineers: No. 4 (Newhaven Company Y. — Saturday, 
m 18th. At Anderton's Hotel, Fleet Street, E.C. At 6.30 p.m. Annual 
dinner, 


March lh. At ЭБ, George 
Lecture on ** Women's Place 


March 5th. At the 
Business mectiog (the 


THE "ELECTRICAL REVIEW" SERVICE 


DEPARTMENT. 


To enable us to complete replies to queries received this week 
we need the names of :— 
Manufacturers and Repairers of Condensers for High 
Frequency Machines (London district preferred). 


NOTES. 


The Dispute in the Engineering Trade.—On Sunday, ina 
speech at Rugby, Mr. J. T. Brownlie, the president of the 
Amalgamated Engineering Union, appealed for the inter- 
vention of the Prime Minister, with the object of bringing 
together the parties to the dispute in the engineering trade, 
to which we referred at length in our leading article last 
week. The notices for the lock-out are due to expire to- 
morrow, Saturdav. On Mondav the executive of the A.E.U. 
and the National Divisional Organisers held a conference 
lasting for three hours, and according to a statement issued 
at night by Mr. Brownlie, a communication was received 
during the discussion, from Dr. Macnamara, the Minister of 
Labour, on behalf of the Prime Minister, who is indisposed. 
Dr. Macnamara invited Union representatives to meet him 
on Tuesday. The meeting with the Union Executive took 
place on the morning of that day and the Minister of Labour 
met the employers in the afternoon. The Union Executive 
met the engineering employers on Wednesday in the hope 
that negotiations with regard to the dispute might be re 
opened. 

As we go to press we learn that the negotiations between 
the Engineering Employers' Federation and the A.E.U. broke 
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down. Statements were issued by both sides relating to new 


proposals which had been under discussion. The employers: 


were unable to accept proposals submitted by the Unions re- 
sting to the general principles of munagement, they being 
diametrically opposed to what were agreed upon in November, 
191. It was stated that the question of overtime and other 
yuestions of detail were not reached, the time being spent in 
4iussing the fundamental principle at issue. ‘the result of 
the proceedings was reported to the Minister of Labour, and 
и was Stated that the A.B.U. would yesterday confer with the 
representatives. of the Federation of Engineering and Ship- 
vulding Unions. 

Appointments Vacant.—Assistant engineer (£400), for the 
Government of British Guiana Post Ottice Electrical Depart- 
ment; attendant for the electrical equipment on the 
Chester-le-Street Housing Estate; chief electrical engineer 
for the Rangoon Electric ‘Tramway & Supply Co., Ltd.; 
draughtsman for the Stepney Borough Council Electricity 
l'epartinent ; two male clerks (70s. and 005.), for the Chester- 
teld Corporation Electric Tramway and Motor Bus Depart- 
ments. (See our advertisement pages to-day.) ) 


Industrial Research.—To further the objects of the British 
Nor-Ferrous Metals Research Association. an unportant meet- 
шу was held in. Birmingham ou Friday last. Mr. T. Bolton 
presided, pointing out that the importance of research to 
ndustry had been fully recognised by the Government; that 
he Department of Scientific and Industrial Research, which 
made grants to trade research associations, had escaped the 
"Geddes Axe '" was a splendid testimonial to its etliciency, 
and also the strongest evidence of the recognised value of 
the work such associations were doing. Vice-Admiral Sir Geo. 
Goodwin (engineer-in-chief to the Admiralty) urged the claims 
if the Association, and Dr. Rosenhaim (Metallurgical Depart- 
ment, National Physical Laboratory), pointed out that such 
asncilations would help to bring about immediate utilisation 
it the results of the researches when they were obtained. 
Sir Frank Heath (secretary of the Departinent of Scientific 
and Industrial Research) urged that while the Geddes Com- 
mittee could not recommend any reduction of the financial 
provision at his disposal, his impression was that the financial 
dithculties of the Government were not ended. Mr. Bolton 
jointed out that the Association desired to initiate. for the 
henelit of members as many researches as its finances per- 
mitted. As the Association possessed no laboratories of its 
олп, Investigations were being undertaken in the national 
and university laboratories. He added that considerable in- 
formation was being collected with a view to commencing 
an inportant research relating to various methods of jointing 
metals, soldering, gas and electric welding, brazing, &c., 
meluding the alloys and methods of heating employed, and 
the strength, permanence, conductivity, &c. of the resultant 
pints. Arrangements had heen made to commence this in- 
vestigation in the Research Departinent of the Metropolitan- 
Viekers Electrical Co., Ltd., Manchester, where the necessary 
seppes and skilled labour required for making joints and 
the machinery for testing them were available. The financial 
support. for this research took the form of payment by 
the Association of the salary of the research worker. the 
Thole of the materials and other labour being supplied by 
the Metropolitan-Vickers Co. 


The I.E.E. Commemoration Meetings.—We have been 
astel whether it would be possible to supply art proofs of 
ше portraits Which we reproduced in our articles on the com- 
Letuuration meetings of the Institution of Electrical Engi- 
‘Leers, so that they could be mounted and framed. It will be 
эе to do this, at a price not exceeding 2s. 6d. а set (13 
етта), if a sufficient number of applications are received. 
We shall be glad to hear from readers who are interested. 


‘Railway Electrification.— meeting of the Industrial 
Grup at the House of Commons recently, Sir Allan 
“ath presiding over an attendance of 26 M.P.s, considered 
№е appropriate steps to bo taken to facilitate the immediate 
eectrification of the London, Brighton and South Coast Rail- 
vay, thereby providing employment for a very large number 
4 people and securing the placing of contracts for several 
talons of pounds. After а long discussion, in which Colonel 
Cuthbert James, Sir Philip Dawson, Sir William Pearce, Sir 
Anhur Shirley Benn, Major Glyn and Mr, Hannon took part, 
it was unanimously agreed to appoint a deputation to meet the 
Pariamentary Secretary ef the Ministry of Transport to place 
«ote him the whole of the facts which had been brought 
lorvard during the discussions at two recent meetings of the 
oup, and to invite his assistance in suggesting such amend- 
“wuts to the Railways Act as would enable the Brighton Co. 
о еей without delay with the scheme. The deputation 
“a to consist of Sir Allan Smith, Sir William Pearce, Sir 
Hip Dawson and Mr. Hannon.—Financial Times. 


 Hdmcational, —In connection: with the development of 
Ng engineering studentships under the Glamorgan County 
Education Committee's auspices, a fully-equipped laboratory 
‘as been opened at Pontypridd. The plant includes models of 
ail the electrical, gas, and steam machinery used at collieries 
е pumping, ventilation, and lighting. In the county there 
ite wine 30,000 students receiving technical instruction, the 
ionty being part-timers. 


National Association of Supervising Electricians.—The 
Association held its annual general meeting on February 14th 
at the St. Bride’s Institute, E.C.4, when Mr. F. W. Smith, 
the chairman of the Association, presided over a well- 
uttended gathering. 

The Chairman, in his address, complimented the members 
on the improved position of the Association, and gave a brief 
résumé of the Association's activities. ‘The appointment of 
4 full-time general secretary was à courageous move on the 
part of the Board of Control, but he was pleased to sav the 
action bad been fully justified. The finances of the Associa- 
tion were sound, new members were continually being re- 
ceived, and the general position was better than, it had ever 
been. Inquiries were being received from all parts of the 
country, and the formation of district branches was well in 
hand. The necessity for the Association in the electrical in- 
dustry had been fully demonstrated and its educational work 
had been of great benefit to those concerned. It was neces- 
sary that they should safeguard the interests of the members 
and see that the workers got an adequate return for their 
labour. The agreement with the National Federated Elec- 
trical Association. was a step in the right direction, and: pre- 
pared the way for greater advancement. 

The General Secretary (Mr. A. Brammer) presented the 
annual report and accounts, which showed a greatly improved 
state of affairs. Mr. E. E. Gammon (the hon. Treasurer) 
moved the adoption of the accounts. 

The ballot for the declared vacancies on the Board of Con- 
trol resulted in the following being elected: Messrs. F. J. 
Alldread, C. Burrows, J. F. Chapman, P. N. Hindell, J. 
Hudson, H. Manning, S. Nicholls, T. E. Pinder, F. W. 
Smith, A. Tucker, S. Smith, R. W. Whitley, T. H. Windi- 
bank, and C. G. Wright. Messrs. E. Rooke and J. H. Hall 
were elected as members’ auditors. The affiliation to the 
National Federation of Professional, Technical, Administra- 
tive, and Supervisory Workers 1s to be continued, and the 
social side of the Association 18 to be further developed. 

A paper is to be read on March 14th, at the St. Bride's 
Institute, E.C.4, by Mr. W. W. Nobbhs, Past. Pres. I H.V.E., 
M.LMech.E., &e., of Messrs. Geo. Nobbs, Ltd., on ''The 
Determination of Heat Loss from Buildings, with Special 
Reference to Electrical Heating." Tickets may be had on 
application, but early requests are desired in view of the 
limited number being issued. 


Scientific Congress іп Belgium.—The Association des 
Ingénieurs sortis de l'Ecole de Liége is organising an inter- 
national scientific congress, to be held on the occasion of the 
Tth anniversary of the foundation of that institution. The 
congress will comprise seven sections: mines, metallurgy, 
mechanics, electricity, industrial chemistry, civil engineering 
and geology. Electricity will be divided into 24 sub-divisions : 
turbo-alternators, large generating stations, hydro-electric 
stations, transmission at over 100,000 volts, material needed 
for the same, district distribution, protection of high-pressure 
lines, making of the highest-pressure underground cable, auto- 
matic sub-stations, mercury vapour converters, improvement 
of the power factor of networks, railway electrification, com- 
mutator polyphase motors, regulation of the speed of rolling- 
mill motors, electric drive on shipboard, aluminium, elec- 
tricity tariffs, electric lamp construction and use, electric 
heating, heat-accumulators, automatic telephony, wireless 
telegraphy and telephony, radiogoniometry, and electric dust 
precipitators. 

The programme will commence on Sunday, June llth, 
with the unveiling of a memorial to the members who fell in 
the war, followed by a reception, the opening of the exhibi- 
tion, and a banquet. On the following day the Congress 
will commence, and the sittings will continue until June 14th, 
after which visits to works and to the exhibition, and excur- 
sions will take place. Receptions, soirées, &c., will be held 
throughout the week. and the Congress will close with а fare- 
well re-union on Friday, June 16th. The exhibition will 
remain open until Friday, July 14th, when a Franco-Belgian 
déjeuner will be held. | 

The transactions of the Congress will be published at the 
price of 100 fr., but part of them will appear in the Revue 
Universelle des Mines from April, 1999, to June. 1923, and 
subscribers to the Revue will receive the transactions at the 
reduced price of 50 fr. Admission to the Congress alone costs 
95 fr.: to the Congress and all the fétes, 195 fr.; the «uh- 
acrintions to the transactions are additional to these amounts. 
A Housing Committee will function throughout the period of 
the fótea, and visitors should make anplication fo if before 
May 31st. while subscriptions should be sent to the Associa- 
tion des Ingénieurs, Quai des Etats-Unis, 16. Liége, not later 
than Mav 15th. Full information. regarding the subjecta 
to be discussed at the Congress and all other matters can be 
obtained from the secretarv at that address. The nrogramme, 
&c., may be seen at the office of the ELECTRICAL Review. 


E.S.C.A. Bohemian Concert.—4 verv enjovable evening 
was spent bv a large gathering of members of the Greater 
Tondon Division of the Electricity Sunpiy Commercial Asso- 
ciation and their. friends, on March 1st. The occasion was 
the eecond Bohemian concert which took place at Anderton's 
Hotel. Fleet Street. Mr. D. C. Clark. of the London 
Divisional Council, was in the chair, and an excellent and 
varied programme was presented by a number of artistes. 
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There was not a dull moment, every item being equally 
enthusiastically received. The vocalists were Miss Doris 
Cowan (soprano), Mr. Edward Bennett (tenor), and Mr. 
Robert Mulvey (baritone). Humorous items were contributed 
to the programme by Miss Dorrie Dene and Messrs. Frank 
Beck and Hector Gordon. Miss Dorrie Courtney rendered 
some splendid banjo eolos, and Miss Evelyn Baly acted as 
accompanist. 


The International Conference on H.P. Transmission 
Systems.—The Central Office of the I.E.C. informs us 
that the verbatim report. of the Conference on High-pressure 
Transmission Systems held in Paris last November will be 
published next month, in French and in English, һу the 
Union des Syndicats de l' Electricité. It will be remembered 
that this Conference was arranged by the Union with the 
object of discussing technical questions relating to the con- 
struction and working of high-pressure transmission lines. 
The price of the report will be 60 fr. if ordered before April ist, 
or at least 75 fr. if ordered after that date. The Union would 
be glad if those who wish to procure the report would inform 
M. Tribot Laspierre, General Secretary of the Union, Boule- 
vard Malesherbes 25, Paris, with regard to the number of 
copies required, specifving whether they are to be in French 
or English. 


The Wimbledon Case.—At a meeting of the Wimbledon 
Borough Council, on March Ist, the chairman of the Elec- 
tricity Committee stated that, having been pressed for a 
reason for Mr. Tomlinson-Lee’s dismissal, he would state 
that it was because tbey had " lost confidence " in him. 
After some discussion it was decided to appoint a new 
engineer. A further public meeting of protest against the 
Councils action was held the same evening. At another 
Council meeting on March 6th the matter was again raised. 


Submarine Telegraph Cables.—.\t the Camera Club, оп 
March 2nd, a lecture on ** Submarine Telegraph Cables,” 
illustrated by unique lantern slides, was delivered by 
Mr. E. B. Bothwell, cf the Central Telegraph Office. 
He commenced with a description of the earliest, stages 
of laying telegraph cables, when a length was laid 
between Folkestone and a ship two miles out frorn the shore. 
This was followed by attempts to connect Dover with the 
French coast. He next referred to the endeavours to bring 
the United States and Great Britain into closer communica- 
tion, between 1858 and 1566, and then to the laying of two 
cables between Valentia and New York. Reference was made 
to the success achieved during the recent war in maintaining 
communication between England and Canada via the Azores. 
In order to continue the connection, slides were introduced 
depicting the route, between Halifax, Nova Scotia and Bam- 
field, Vancouver Island, and thence via the longest cable in 
the world, between Bamfield and Fanning Island in Mid- 
Pacific, to Australia and New Zealand. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—INrorMaL MEETING.— 
With Mr. E. W. Moss in the chair, Mr. E. F. Hetherington 
(North Metropolitan Electric Supply Co.), held the interest 
of the informal meeting on February 20th in opening a 
discussion on "'lhe EKinergency Use of Oil during the 
Coal Strike.", Exhibits of the principal makes of oil burners 
were examined by the members at the close of the meeting. 

Mr. Hetherington described his experiences with an ex- 
temporised oil-burning equipment on two 15,000-lb. per hour 
boilers, from which the 7-ft. chain grate stokers were re- 
moved, the ash pits being floored with broken firebricks and 
ashes, to forin part of the combustion chamber. The oil was 
heated by a steam heater connected to the range, with outlet 
piped to the feed-water heater; by means of wide-scale ther- 
mometers, the firemen kept the oil temperature between 170 
and 150 deg. Е. The boilers were worked for three months 
at full capacity for 24 hours without tube trouble of any 
kind. The human element proved a difficulty because the 
firemen supplied an excess of oil when steam was low; it 
was made clear that Ше correct proportions of oil and air 
gave the best results. It was found that oil provided a 
greater scope for waste than coal. The respective calorific 
values of oil and coal were considered; no more than 10 per 
cent. of CO, could be obtained when combustion was com- 
plete, opine to the high percentage of aqueous vapour in the 
exit gases, due to hydrogen in the oil. 

Emergency oil-firing installations had not shown a very 
high efficiency, and central station men, on that account, 
were disinclined to talk about results. With a complete new 
job, oil offered advantages, both in capital outlay and labour 
charges. Comparison of oil at 85s. per ton with coal at 
30s. showed that the cost of evaporating 1,000 lb. of water 
was 75 per cent. greater with oil; for the latter to compete 
with coal, its price would need to be 50s. per ton. If the 
boilers were to be worked continuously, oil at present was 
not a paving proposition. In a station with a purely lighting 
load, where peaks might occur, oil firing would show to great 


advantage, but in a station with a good running load factor 
the installation of oil firing might not be worth while. 

In the discussion Mr. J. R. Bowden (Hackney) detailed 
his experience in the equipment of four 10,000 and two 
12,000-lb. boilers for oil firing. There were no steaming 
troubles, but the firebrick was a great difficulty; 14 per cent. 
CO, could be maintained as an average. ‘The capital cost 
for six boilers with a 50-ton storage tank, pumping plant, 
and pressure equivalent, was £2,300. The installation was 
now permanent, and operated in conjunction with a coal. 
fired boiler house; it was always possible to raise steam in a 
few minutes in an oil-fired boiler. which had been shut dowu 
a number of hours. 

Several speakers referred to firebrick troubles, and Mr. 
L. M. Jokel suggested the use of carborundum. Mr. Nevill 
Huntley explained the ditticulties of ascertaining the net cal- 
orific value of fuel oils. Mr. R. J. Lappin explained that the 
success of oil firing in the Navy was due to the mounting of 
the fire bricks in the form of tiles and in a way which allowed 
ample freedom for movement during expansion. 

Other contributors to the discussion were Messrs. W. J. 
Marshal (Scarab Burner Co.), C. L. Lipman, J. Coxon, E. A. 
Scarborough, A. G. Hilling, and Н. L. Critchley. The meet- 
ing was one of the most interesting held during the session. 

NORTH-WESTERN CENTRE.—As announced in our laet issue. 
the above Centre of the Institution has extended its area; the 
Centre has agreed to allocate the new area to its Liverpuu: 
Sub-Centre. The total membership of the Centre is now 
438; the annual general meeting of the Centre will be held 
on May 8th, and will be followed by a smoking concert. 

List OF MEMBERS.—A new list of members of the Institution 
of Electrical Engineers has just been published. Members 
desirous of having а copy can obtain one on application to 
the Secretary. 

SCOTTISH CENTRE.—For the first time since 1913 members 
of the Scottish Centre of the Institution met at dinner in 
Glasgow on February 26th, and in view of the commemora- 
tion of the foundation of the Institution the festivities were 
in the nature of a jubilee celebration. 

Mr. E. T. Созх, chairman of the Centre, and genera: 
manager of the Clyde Valley Power Co., presided, and the 
Council of the Institution was represented by Professor E. 
W. Marchant, Liverpool, one of the vice-presidents. 

Sir F. C. GARDINER, in proposing the toast of the Corpora- 
tion, said the Electricity Department and the company «f 
which he was chairman (the Clyde Valley Electrical Power 
Co.) and other concerns represented there were interested àt 
the present time in the problem of the electricity district. He 
congratulated the Corporation upon the convening of a meet- 
ing on the previous day to consider that matter, and he feit 
confident the West of Scotland would show itself capable of 
a friendly and appropriate accommedation in the matter, and 
that it would not be necessary to wait till the autocrats of 
the electricity switchboard in London came down to adjust 
things for them. He was not afraid of their friends, Mr. 
Juackie and Mr. Page, but he confessed that he would regard 
it, if not a disgrace, at all events a slur upon their character 
as business men and as patriotic citizens if they failed to 
reach a reasonable and friendly adjustment of that difticult 
problem. 

Вахши PATERSON, in reply, pointed out that if the Subway 
Railway were acquired by the Corporation, the chances were 
that it would be electrified. 

Sir Tuomas DuNLopP, Bart., proposed '' The Institution of 
Electrical Engineers," and spoke of the marvellous progress 
made by electricity in the 50 years since the Society was 
formed. As to the future, there were great potentialities; 
electricity was still in its infancy. 

Professor MARCHANT, who replied, said that it was Ж! 
years to а day since the Society was formed. The granting 


of that charter had turned what was a private association into . 


a national institution which could not be dissolved without 
the consent of the Privy Council. This distinction added to 


the prestige of electrical engineering, but that prestige had - 


to be maintained primarily by the energy and skill of the 
members. 

Professor Млахоѕ MacLean proposed '' The Guests." Sir 
James H. Kemnal, in replying. took an optimistic view of 
the future of the electrical engineering industry, based on 


the readiness with which the public subscribed capital fot ` 
He mentioned that recently a cour ` 


industrial undertakings. 


pany with which he was connected applied for about half-a- ' 
million to the public. The subscription list was closed in : 


minutes, and the amount applied for was 20 millions. 
New By-LAws.—Special general meetings of the Corporate 
Members will be held on March 23rd to consider proposed 
alterations in the by-laws, and to transfer to the Chartered 
Institution certain liabilities of the old Institution. 


Institute of Marine Engineers.—Arrangements have been 
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made to hold a conversazione and dance on April 21st, 1975: 


at the Hotel Victoria, Northumberland Avenue, W.C 
Tickets, 15s. each, may be booked at once by members. 
and it is open to them to invite their friends. Applications 
should reach the Institute not later than April 17th. The 
programme will be arranged on somewhat similar lines to 
that of last year, and the proceedings will commence with 3 
reception by the President and Lady Maclay at 6.30 p.m. 
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Electrical Power Engineers’ Association (Derby and Dis- 
trict Section).—A pa on ‘* Power Station Efficiency ” 
АШ be read by Mr. J. N. Waite on Thursday, March 23rd, 
it the Flying Horse Hotel, Poultry, Nottingham, ор 6.45 p.m. 

The Optical Society.—The twenty-third annual report 
bows 3 total membership in all classes of 340, being a net 
decrease of 24 during the year. The accounts are satisfactory, 
cwing principally to the increased subscription rates. The 
mome amounted to £893 and the expenditure to £665, 
raving & credit balance of £228. 

[Institute of Metals.— The annual general meeting was 
led at the Institution of Mechanical Engineers on March 
sh and 9th, when a number of papers were submitted, in- 
duding "Notes on the Corrosion and Protection of Condenser 
Tubes,’ by Dr. G. D. Bengough, M.A.; and“ Further 
studies in Season-cracking und its Prevention— Boiler Tubes,” 
m Messrs. Н. Moore, O.B.E., and S. Beckinsdale, B.Sc. ‘The 
innual dinner was held at the Trocadero Restaurant on 
March 8th, and the company included many distinguished 
„embers and guests. The annual report, which was sub- 
witted on the first day, showed an increase of members from 
iX» to 1,410. The receipts totalled £5,538, and the expen- 
иште £5,131. leaving a balance of £407. The Corrosion Re- 
«arch Committee showed a credit balance of £2,225. 

Institution of Rallway Signal Engineers.—The following 
thers have been elected to serve during the 1922 session : — 
Proident, Mr. W. C. Acfield, O.B.E.; Vice-President, Mr. 


2 J. Insel; Hon. Treasurer, Mr. А. E. Tattersall; Hon. 
veretary, Mr. G. Tweedie. 
Birmindham Electric Club.—At the annual dinner on 


February 94th, Mr. Gilbert C. Vvle (Messrs. Avery's) referred 
w the difficulties of the industrial position, and stated that 
tne cost of production, which, he thought, rested at the 
ir of Labour, and nowhere else, affected the situation 
-nously. Mr. H. K. Beale, chairman Birmingham Electric 
supply Committee, stated that in 1895 half-a-million units 
о electricity were generated as compared with 137 millions 
last vear. By the time the Committee had developed all its 
«hemes, Birmingham would, he thought, be the largest 
generating authority in the country. Developments were 
att to take place on the eastern side of the city. With 
а bigger output 16 might be possible to reduce charges. 


OUR PERSONAL COLUMN. 


. The Editors invite electrical engineers, whether connected 


with the technical or the commercial side of the profession 
and таизіту, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements. 


At its last meeting the Barrow Electricity Committee 
rw mmended that the salary of the Borough Electrical 
Euuneer (Мг. Н. R. Burnett) be increased to £500 per 
anum, as from January Ist last, rising by two annual incre- 
ments of £50, to £900 per annum, and that the bonus be 
lixontinued, When the matter came before the General 
Purposes Committee, along with applications of other chief 
"ndals, it was decided that no alteration be made in the 
esting salaries and bonuses until January next, and the 
Corporation has adopted this course. In his letter to 
ts Committee Mr. Burnett pointed out that his 
peent salary was 24 per cent. in excess of the pre-war 
іту. The present salaries of the technical and clerical 
‘alls were approximately 170 per cent., and the wages of 
the workmen 150 per cent. in excess of the 1914 salaries and 
viges, The average salary paid in 71 towns from which 
the Town Clerk obtained particulars in accordance with in- 
-tructions was £876,per annum, as compared with an aver- 
age salary of £525 paid in the same towns in 1914—an 
increase of 66 per cent. 

Мв. F. Raytton Норсеѕ, late sales manager of Messrs. 
Т.В. Morley & Co., Hull, has commenced business as the 
Yorkshire Electric Supplies (wholesale only), Clarendon 
Hanse, Clarendon Street. Hull, and wishes to receive manu- 
facturers’ catalogues and terms. 

Upon leaving the A. & A. Electrical Co., Ltd., to take up 
his position with the London Factors & Agents, Ltd., Mr. 
F. M. Wes? received a presentation from the staf of a 
marble inkstand and set of pipes. 

Мв. CHARLES I. BAKer, traffic superintendent and chief 
*xecutive officer of the Blackpool Corporation tramways, has 
heen appointed general manager of the Ashton-under-Lyne 
immwavs, in succession to the late Mr. Ernest Holt. l 
„Тм Times states that Матов Ковевт MITCHELL is retiring 
a his post as Director of Education of the Polytechnic 
“cent Street, in July. | 
_lombridge Urban Council has appointed Mn. F. Sprinaate, 
btallation inspector, as assistant engineer at the electricity 
"ks in succession to Mr. Е. С. Stavgle, who has been 
ned assistant engineer at Worthing. 
mds ALEXANDER SPFNCER has been appointed vice-chairman 
n the Metropolitan-Vickers Electrical Co., Ltd., in succession 
tn < late Sir Francis Barker. 

m H. Rowe (of H. Rowe & Co., electrical engineers 
Pr шш Melbourne, Victoria) is due to arrive in 

cland on April 22nd by the R.M.S. Narkunda. He wishes 


to get into touch with manufacturers of electrical and other 
goods with a view to agency arrangements in Australia. 


Obituary.—Mn. R. B. Srackk.—Randal Beresford Slacke. 
whose tragic death on the hunting field was referred sto in 
our last issue, was born in 1876, the son of Sir Owen Randal 
Slacke. He received his early technical training at the 
Central Technical College, and in 1897 was articled to Mr. 
E. W. Cowan. Тһе first year of his course was spent in 
the Ediswan Co.'s works at Broadheath, followed by shorter 
periods at Cowans, Ltd., Browett, Lindley & Co., and the 
Blackburn electricity supply works. After a few years 
experience in electric light and power installation work at 
Blackburn in 1904 he joined the Key Engineering Co., Ltd.. 
as director and joint manager of that company's Manchester 
office. In this capacity he became interested 1m the develop- 
ment of large gas engines, and in 1907, and again in 1908, he 
assisted in conducting parties of British engineers on a tour 
of inspection round some of the Continental works where 
large gas engines were to be scen in successful operation. ln 
1909 he took some of Messrs. Galloway's directors over much 
of the same ground, which eventually led to that бги» 
taking up the manufacture of large gas engines in this 
country. In 1910 he resigned his position of manager of the 
Key Enginering Co., whilst retaining his directorship of this 
company, to act as London manager of Messrs. Galloways, 
Ltd., and later in the same year he visited South America 
on & tour of inspection on their behalf. Upon the outbreak 
of war he enrolled as a Derby recruit, and as an old Volunteer 
did some very useful work in training men for active service. 
At the same time he was also engaged on anti-aircraft 
searchlights, and later he gave valuable voluntary assistance 
to the engineering staff of the Metropolitan Munitions Com- 
mittee. He resigned his appointment with Messrs. Galloways 
in 1917 to accept a commission in the Royal Engineers, and 
after working for a short time at the Department of Inland 
Waterways and Docks he was lent by the War Office to the 
Admiralty as Assistant Director of Materials and Priority. 
Shortly after the armistice he joined the staff of The Engineer 
as manager, which position. together with his directorship of 
the Key Engineering Co., he retained until his death. He 
was a keen sportsman, yachting and hunting being his 
favourite pastimes. A friend, who has been intimately asso- 
ciated with him for many years, says: “ Slacke was one of 
the most lovable personalities I have ever known; during 
the eighteen years we have worked together I do not remem- 
ber ever to have seen any departure from the. good-natured 
and ever cheery, calm and confident disposition which so 
endeared him to all with whom he came in contact. He was 
always ready to listen to any new proposition or business 
scheme, and displayed remarkable ability in reducing such 
proposals to their practical dimensions—so much 80 that his 
colleagues learnt to attach great weight to his views, realis- 
ing that without any pessimism in his character, he could 
divest a proposition of all exaggeration without displaying 
fear of facing the legitimate risks which must accompany 
every new effort." All of his many friends, whilst lamenting 
their own loss, will sympathise most deeply with Mrs. 
Slacke and his son and daughter in their bereavement. 

Mn. J. J. Wricat.—The Canadian Electrical News records 
the death, at the age of 72 years, of Mr. J. J. Wright, a 
pioneer of the Canadian electrical industry, who constructed 
the first Canadian-made electric generator (25 h.p.), in a 
little back room in Toronto in 1881. He and Van Depoele 
jointly exhibited the first Canadian electric railway system 
at the annual Toronto Exhibition in 1883. 

Mr. James MansRALL.— We regret to record the death, which 
occurred at his residence at Gainsborough, on February 27th. 
in his 86th vear, of Mr. James Marshall, chairman and 
managing director of Messrs. Marshall. Sons & Co., Ltd. 

ALDERMAN E. Н. SruLrRs.— The death occurred, on March 
Ist, at the age of 68. of Alderman Ernest Herbert Sellers, 
chairman of the Huddersfield Corporation Tramways Com- 
mittee. | 

Will.—The late Mr. W. С. Cowuisnaw, of Basford, Stoke- 
on-Trent, whose name is prominently associated with coal- 


cutters, left £27,101. 


m P—— a a 1 


NEW COMPANIBS REGISTERED. 


Bombay Electric Supply & Tramways Co., Ltd.—Particu- 
lars of the Bombay Electric Supply and Tramways Co., Ltd., have been filed 
pursuant to Section 274 of the Companies (Consolidation) Act. The capita] is 
Rs. 39,000,000 in 600,000 ordinary and 180,000 preference shares of Rs. 50 each. 
The company was incorporated in India on October lst, 1920, to acquire the 
undertaking and all or any of the assets and liabilities of the Bombay Electric 
Supply and Tramways Co., Ltd., incorporated in England in 1305, including 
the benefit of a deed of concession dated August 7th, 1905, between the Muni- 
cipal Corporation of the City of Bombay o the first part, W. D. Sheppard 
(Municipal Commissioner for City of Bombay) of the second art the Brush 
Electrical Engineering Co., Ltd., of the third part, and the mbay Electric 
Supply and Tramways Co., Ltd., of the fourth part; to acquire certain licences 

ranted to the Brush Electrical Engineering Co., Ltd., and the Bombay 
lectric Supply and Tramways Co., Ltd., &c. The British address is 3-4, Cle- 
ment's Inn, Strand, W.C.2, where F. C. Austen (London secretary) is 
authorised to accept service of process and notices on behalf of the company. 
The directors at date of incorporation were: Sir Sassoon David, Bart., Sir 
Fizulbhoy Currimbhoy, C.B.E., F. E. Dinshaw, А. Н. Froom, Chunilal V. 
Mehta, Sir Stanlev Reed, K.B.E., F. C, Remington, and R. D. Tata. The 
file number is 2,074F. | 
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Guaranteed, Ltd. (179,993) .—Private company. Regis- 
tered February 28th. Capital, £100 in £1 shares. To carry on the business 
of electrical manufacturers, supply agents, and wholesale factors, electrical 
engineers and contractors, manufacturers of and dealers in electric and other 
apparatus, &c. The permanent directors are: C. Seymour, 295, Kingston 
Road, Wimbledon, S.W. (electric lamp factor); Н. Feneron, 7, Moreton 
Place, Belgrave Road, S.W.1 (electrical sales manager). Qualification, £1. 


Ы 


Registered office, 1 and 3, Sun Street, Finsbury Square, E.C. 


Southall Engineering Co., Ltd. (180,058).—Private com- 


pany. Registered March 2nd. Capital, £3,000 in £1 shares. To adopt an 
agreement with А. Bailey, J. C. Weber, and E. J. Selby, and to carry on 
the business of manufacturing, mechanical, and electrical engineers, &с. The 
first directors are: A. Bailey, ‘* Hurley House," Saxon Road, Southall, en- 
gineer; J. C. Weber, 69, Drayton Avenue, West Ealing, W.13, engineer 
(joint managing directors with £300 each per annum as remuneration); R. 
Carter, no address piven; and one other to be appointed at the first. board 
meeting. Qualification, £250. Registered office: Pioneer Works, Hammond 
Road, Southall. 


OFFICIAL RETURNS OF ELECTRICAL 


COMPANIES. 
Bodmin Electric Light & Supply Co., Ltd.—Particulars of 
£2,000) debentures, authorised January Eth, 1922. Present issue, £1,900, 


charged on the company's. undertaking and property, present and future, in- 
cluding uncalled capital. 


Insulating Products, Ltd.—Debenture, dated February 
22nd, 1922, to secure £8,000, charged on the company's undertaking and 
property, present and future, including uncalled capital, Holders: Branch 
Nominees, Ltd., 15, Bishopsgate, E.C. | 


Ellerd:Styles & Co., Ltd.—Debenture, dated February 
2151, 1922, to secure £150, charged on the company's undertaking and pro- 
perty, including uncalled capital. Holder: H. R. Morris, Hill House, 
Montague Road, Felixstowe. 


Deben Construction Co., Ltd.—Charge.on certain land 
and premises in Woodbridge, Suffolk, dated February 16th, 1922, to secure 
ull moneys due or to become due from company to Barclay’s Bank. 


British Engineers & Traders’ Syndicate, Ltd.—Particulars 
of £5,000 debentures, authorised February 9th, 1922. Present issue, £1,500, 
charged on the company's property, present and future, including uncalled 
capital. 


Harrison Brothers (Electrical Engineers) Ltd.—Deben- 
ture dated February 10th, 1922, to secure £2,000, charged on the company’s 
undertaking and property, present and future, including uncalled capital. 
Holders: Branch Nominees, Ltd., 15, Bishopsgate, E.C. 


Telephone Manufacturing Co., Ltd.—Trust deed, dated 
February 17th, 1922, to secure £300,000 guaranteed 8 per cent. cumulative 
income bonds (with power to issue further bonds), charged on shares in 
the Installation companies, belonging to the company and held in its own 
name or those of its nominees and al further shares therein which may 
be acquired during the continuance of the secretary, Trustees: London City 
and Midland Executor & Trustees Co., Ltd. 


Bishop’s Castle Electric Light & Power Co., Ltd.—W. H. 
Thomson, of 19a, Coleman Street, E.C., was appointed as receiver and 
manager on February 23rd, 1922, under powers contained in debentures dated 
February 8th, 1915. : 


- CITY NOTES. 


Sir E. GourDpiNG, Bart., M.P., pre- 

Westminster siding at the annual meeting on March 

Electric Supply Ist, referred to the curtailment of output 
Corporation, Ltd. due to the coal strike, as shop lighting, 

&c., had to be restricted. The reduction 
in coal prices 1n October was followed by a substantial reduc- 
tion in their charges for power and lighting. "That policy 
had been abundantly justified, as the output had gone up 
very considerably. "Their charge for power, a flat rate of 
14. per unit was, he understood, at present the lowest in 
London. The company was the last to raise its price to con- 
sumers and the first to lower it. After referring to the reduc- 
tion of wages with the fall in the cost of living, the increase 
in rates, and in National and Uneinployment Insurance contri- 
butions (these contributions being now over £1,000 per 
annum) the speaker’ mentioned the success of the Central 
Electric Co.'s issue of 8 per cent. secured notes. The cost 
of the issue, including the discount, amounted to over £37,000. 
and it was agreed that the guaranteeing companies should 
take over that charge in equal shares. This year the West- 
minster Co. had decided to write off from its share (£18,000) 
the sum of £6,093. 

The erection of the new plant at the Central Co.'s station 
enabled Davies Street station to be shut down, and as this 
building (which was held on a lease) would no longer be 
required for the purposes of the company, it had been sold, 
together with the plant. at a satisfactory figure. The whole 
of the expenditure on this station had been written off, and 
the shutting-down of the station would lead to greater 
economy in generation. 

The new plant erected at Grove Road and Horseferry Road 
came into use in the last quarter of the vear, and since then 
the cost of generation has been substantially reduced. After 
prolonged negotiations they had been able to come to terms 
with the City of Westminster as to the replacement of the 
arc lighting with modern incandescent lamps. These lamps, 
without using any more energy, had a greater illuminating 
power. The change-over was completed early in February. 
and was giving every satisfaction. Тһе speaker referred 
briefly to the negotiations that were in progress with the 
Electricity Commissioners, and which they hoped might 
form the basis of a scheme to submit to shareholders for 
approval. 


THE net capital expenditure during 19/1 
County of was £195,749. The balance from net 
London Electric revenue account is £342,201, plus £15,5% 
Supply Co., Ltd. brought forward. Debenture and loan 
| interest, less tax, 15 £64,384; there js 
written off for expenses and interest on 1921 debenture issue 
£25,000; carried to reserve for taxation, £20,000; to reserve 
for depreciation, renewals, &c., £60,000; to general reserve. 
£100,000. After paying the 6 per cent. preference interes. 
less tax, and a final dividend at the rate of 11 ner cent. per 
annum, less tax, on the ordinary shares, making 8 per cent. 
for the year, £21,787 is to be carried forward. Application. 
received during the year, 0,008 kW, making the total 
94.000 kW; units sold, 51,220,079, an increase of 1,666,551, 
The consumers supplied, directly or indirectly, are now over 
43,000. Results are regarded as very satisfactory, bearing in 
mind labour troubles and the coal strike. Mr. J. A. Hosker 
has been elected to the board in place of the late Mr. J. 
Atherton. Sir B. E. Greenwell has joined the board. The 
report quotes from the recommendation of the Comnnissioners 
m favour of the Barking site. 

In order to provide for the normal capital reauirements of 
the company, an issue of £500,000 seven per cent. redeemable 
debenture stock was made in October last. The issue was 
heayily over-subscribed. Resolutions are to be submitted at 
the annual meeting on March 14th for dividing each of the 
existing preference and ordinary shares of £10 each into ten 
shares of £1. 

As to the associated companies, the South London Electric 
Corporation, Ltd., has declared a final dividend on th 
ordinary shares at the rate of 9 per cent. per annum, makin; 
7 per cent. for the year; the Bournemouth & Poole Co. a 
final dividend on the ordinary shares at the rate of 7 per 
cent. per annum, making 6 per cent. for the vear. The 
business of the Coatbridge & Airdrie Electric Supply Co., 
Ltd., continues to progress. 


Gross receipts for year ended November 
30th decreased from £296,898 to £267,310, 
Railways and and operating expenses from £175,002 to- 
Lighting Co., £163,891; difference in exchange rose from - 
Ltd. £9,741 to £58,796, on account of the 
heavy fall in exchange from an average 
remitting rate of 14.03d. in previous year to 8.39d. this year, 
leaving net revenue at £44,623, compared with £11214. 
After providing for income tax, debenture charges, &c., and 
adding the amount brought forward, the balance was 45,31, 
against £81,057, transferred to depreciation and renewals 
reserve. A further factor which seriouslv affected net revenue 
was inability of the municipality to pay accounts for public 
lighting. Interest on sterling Treasury bills held by the com- 
pany 1n respect of lighting accounts of previous years remains 
unpaid, consequently bills have been written down to present 
market value from reserve created against this contingency. 
The directors regret that dividends on the preference and or- 
dinary shares cannot be paid this year. ‘lhe preference shares 
are cumulative. 


Para Electric 


MR. WALTER 

St. James’ & Pall annual 
Mall Electric 
Light Co. 


LEAF presided at the 
meeting of shareholders on 
February 28th, and in the course of his 
speech expressed satisfaction .at the re- 
sults obtained during the year under 
review. The tide of prosperity for the company was on the 
flow, as not only were results in the latter half of the vear 
an improvement, but those of the present year were even 
better. The output had decreased on account of the restri- | 
tions necessitated by the miners’ strike in the earlier part of - 
the year. Prospects were very bright, the re-building of 
Regent Street promised a large increase in business in the 
near future, and the ''saturation point” was still far off. 
During the coal strike the stocks had proved just sufficient 
to save the company from the necessity of buying foreizn 
coal at exorbitant prices. Owing to the uncertainty brought 
about by this dispute the company had not felt justified in 
reducing its prices to consumers, but when it was considered 
that the maximum price per unit had only been increased 
from 6d. to 74d., it would be agreed that the charges were 
reasonable. The company expected to announce a number 
of concessions in its tariff very shortly. The canital account 
showed a large increase in the expenditure upon mains and 
plant. The first of these had been due to the growth of the 
business; the latter arose from the continued process of con- 
version of the Carnaby Street station from a generating to 
a transforming station. This was approaching completion. 
and it would not be long before, the whole of the power was 
generated at Grove Road. 3,500 kW of converting plan! 
had been installed during the year. A liberal provision hed 
heen made for depreciation and contingencies. Turning to - 
the extensions of the Central Co.’s undertaking. whieh had 

been carried out during the vear. Mr. Leaf said that the new 

repair shop had been completed and equipped. The mam 

structure of the new boiler-honse was almost finished. and | 
the cost had been kept within the estimates. An addition?! 

large cooling tower was completed, ready for the present 

winter’s load. The first of the two 10.000-kW turbo- 

generator sets was put into commission in the summer, 42 


# 
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this enabled both parent companies to close down their old 
seam plant. ‘Lhe second set had been completed, but the 
day in erecting the two 50,000-Ib. B. & W. boilers had re- 
urded starting-up. ‘he set was thus too late for the winter's 
wad, but would be in commission shortly. Considerable 
economy had been effected by the new turbo-generator, the 
estimated saving in coal alone being about £6,000. An agree- 
ment had been made with the Chelsea Co. for a largely-in- 


ceased supply direct from Grove Road. This supply would be - 


available within the next six months. The cost of the ex- 
tensions had necessitated the issue of £500,000 8 per cent. 
five-year notes in April last. This involved heavy interest 
charves, which led to a hjgher production cost per unit. lt 
was hoped, however, that the increased efficiency of the 
modern plant would counterbalance this, and even reduce 
the total cost. A claim had been made on the Central Co. 
for Corporation Profits Tax. Now public utility companies 
with charges limited by statute were exempt from this tax 
until December 3196 next. As the company could only supply 
ether companies whose charges were limited, it was evident 
that the price per unit charged by the company could not 
exceed that charged to the public. But the claim was made 
upon the ground that the Central Company's Act did not 
etpressly include a limitation. If the claim were valid the 
amount of the tax would have to be added to the prices 
charged to the receiving companies, so that, im spite of 
exemption granted them by the Act, they would actually be 
subject to the tax. This was manifestly wrong, and the 
clam was being resisted to the utmost. This matter led to 
1 further serious question. The exemption period terminated 
with the present year. and then all public utility companies 
voud be subject to the imposition. Therefore, in common 
with other companies, the company was taking steps to re- 
present to the Government the injustice of this tax, which 
really was only an additional income tax upon those who 
held ordinary shares in joint-stock companies. The chairman 
inelly referred to the suggested re-organisation of the 
london electricity supply. He then paid a tribute to the 
lovaltv of the staff. and spoke with appreciation of the ser- 

ves of Sir Alexander Kennedv. 
THE directors' report for 1921 gives the 

Charing Cross, following results :— 

West End, and West End Undertakings —Gross_ earn- 
City Electricity ings £312,532, against £411,045 for 1990; 
Supply Co., Ltd. expenses, excluding depreciation, £212,116, 
against £208,214 for 1920. Net earnings 
flw4ld, against 102,830 for 1920. — Including £12,391 
brought forward and £6,506 for interest accrued for 1921, the 
total available is £119,313, less £17,529 for debenture interest 
and £22.00 put to depreciation. The preference dividend 
absorbs £18,000, and 9 per cent. for the year on the ordinary 
requires £36,000. £12,500 is put to general reserve (income), 
ax £12.99) is to be carried forward. Total connections: 


МЫМ) (3) watt equivalent); lighting, 490,245; heating, 
14,151; power, 959,334 (10,147 h.p.). 
City Undertaking.—Gross earnings £439,772, against 


{14746 in 1920; expenses £325,493 against £355,062 in 1920; 
het earnings £111,279, against £63,685 in 1920. Including 
44491 brought forward, there is £115,770 available. De- 
tenture and other interest requires £47,889; preference divi- 
dend £18,000. 239.181 is transferred to general reserve 
ппсоте), and £17,700 is to be carried forward. Total con- 
necuons: 982,870 (3o watt equivalent); lighting 360,811; 
heating, 164,233; power. 457.396 (18,391 h.p.). 

The report contains the same brief references to the Elec- 
tety Supply Bill and the Electricity Commissioners’ inquirv 
one as appear in other reports. Meeting held on March 


Credit balance for 1921, £41,041. plus 


Brompton & £1,776 brought forward. After paving 7 per 
Kensington cent. cumulative preference dividend for 
Electricity the year, putting £5,308 to depreciation 


Supply Co., Ltd. account. and £10,000 to reserve fund, 12 
per cent. for the year is paid on the ordi- 
nry shares, 21.000 is paid to directors as additional remunera- 
поп, and £3,733 is to be carried forward. The gross receipts 
mereased from £102.372 in 1920 to 2110.130, and the expenses 
irom £59.469 to £69,089. leaving the net receipts at £41,041. 
4з against £42,903 for 1920. Customers connected increased 
ftom 7,896 to 8.264; 35-watt lamp eauivalent connected in- 
‘eased by 29.876, as compared with 39.784 in 1990. Average 
mee obtained per unit, 1990, 5.303d.; 1991, 5.936d. The re- 
bort refers briefly to the negotiations now proceeding with the 
Electricity Commissioners for effecting agreement regarding a 
“heme for London. Meeting: March 16th. 
. The capital expended during 1991 was 
City of London 2325.746. The revenue balance available 
Electric Light. for dividends, &c.. is £132,943. Dividends 
iag Co., Ltd. оп the first (6 per cent.) and second (8 per 
ү cent.) preference shares are paid, and 
ET cent. on. the ordinary, leaving to be carried forward 
oe . The directors state with regard to the Electricitv 
“mmissioners’ inquiry into schemes for the London and 
me District that thev were not concerned in the promotion 
чы scheme, but had to anpear in opposition to one of them 
wil à view to securing exclusion therefrom of the company’s 
Fnerating station and distribution area in Southwark. The 


scheme in question was rejected by the Commissioners. In 
December, 1921, the Commussioners issued a preliminary re- 
port indicating their intention to set up a Joint blectricity 
Authority for the district, but they did not express their in- 
tention to adopt any particular scheme in the absence of 
agreement between the promoters. ‘Lhe company's service 
during the prolonged strike was maintained with great dift- 
culty and expense, and. in May, recourse was had to oil fuel. 
In view ot the desirability ot having alternative sources of 
tuel supply, the directors have determined to continue the use 
of oil luel for a certain proportion of the company s require- 
ments. After many disappointing delays on the part of the 
manufacturers the additional plant, referred to in the last 
report, has now been completed, and will be available for 
meeting the increasing demands on. the company, as well as 
for giving a supply in bulk to another undertaking. Meeting: 
March 15th. 

THE report for 1921 shows that the re- 


Underground celpts were £770,000, an increase of 

Electric £190,322; the expenditure was £166,001, 
Railways Co. of an increase of £45,937. Interest, plus 
London, Ltd. mcome tax on the 44 per cent. bonds, 


interest on the 6 per cent. three-year se- 
cured notes and the 6 per cent. first cum. income debenture 
stock are paid, also 4 per cent. on the 6 per cent. income 
bonds. £26,241 is available for special reserve for equalisation 
of interest. The income from investments was £764,325, 
which is £197,384 better than for 1920. In order to meet its 
capital requirements and the needs of its subsidiary com- 


panies, the company has obtained temporary loans from its 


bankers amounting to £1,100,000. The gross revenue from 
the five companies was £13,085,557, and after deducting all 
revenue liabilities (working expenses, interest, reserves, &c.) 
there remains a common fund of £909,272 (against £354,492 
in 1920) to be distributed between the companies parties to 
the common fund agreements. ‘The Metropolitan District 
takes £109,113; the london Electric Railway Co., £320,552; 
the City & South London Railway, £54.556; the Central Lon- 
don, £164,453; and London General Omnibus Co., £260,568. 
The Metropolitan District and London Electric Railway Com- 
panies have received the whole of their new rolling stock, 
and the greater part of it has been put into service. The 
Metropolitan District Co. has commenced the construction 
of works on a site adjacent to Acton Town Station to pro- 
vide for the overhaul and maintenance of the rolling stock of 
all the associated railway companies. The service of through 
trains running over the Central London Railway and thence 
from Wood Lane to Ealing over the Great Western Co.'s ex- 
tension line has been worked throughout the year, but, 
largely owing to temporary conditions affecting the operation, 
the results have not been as satisfactory as was anticipated. 
At the Lots Road power station an additional 15,000-k W turbo- 
alternator and condensing plant and new coal-handling plant 
have been installed. Four additional boilers are under con- 
struction. 
Presiding at the annual meeting on 
Liverpool Over: February 28th, Mr. Н. C. Woodward re- 
head Railway ferred with regret to the fact that they 
Co. had to present eo unsatisfactory a report, 
after eight years of comparative prosperity, 
and that they were able to declare any dividend on 
the ordinary stock. With a decrease of over eeven million 
passengers during the year. they could not pay ап 
ordinary dividend without encroaching on their usual and 
very necessary revenue. It was due to serious loss of trade 
and dock work of all kinds, including ship repairing. aggra- 
vated by labour disputes. From the general tone of com- 
merce, however, let them all hope that things were on the 
turn for better times in the port, although the recovery might 
be slow. "The cost of fuel and all materials, also the rates of 
wages, had fallen since the end of the vear, and this would 
help to reduce their working expenses. The railwav 
had been maintained in an efficient condition, and the 
train track had been improved. This work was still 
continuing. They were entirely dependent upon the trade of 
Taverpool. It was really sad to a Liverpool man who had 
lived in the city for 60 vears to see the quavs being swept 
almost as clean on week days as they were accustomed 
to see on а Sunday. "They had an uphill fight before them. 
Ат the annual meeting of the company 
Llandudno and on March Ist the chairman said that the 
Colwyn Bay profit for the vear was £6,194, an increase 
Electric Railway, of £2.635. Тһе passengers carried de- 
Ltd. creased by 94 per cent., and the car miles 
run by nearly 10 per cent. Reference was 
made to the charges for energy, and it was stated that unless 
the Llandudno Council showed a more reasonable attitude 
toward a public utility undertaking of this character the 
company would be compelled to consider making alternative 
arrangements for supply. With regard to the prospects for 
the current year, they hoped that during the summer season 
they would not have anvthing like the disturbances and 
interruptions that occurred last vear. He hoped also that 
further economies would he effected in the costa of operation. 
The company decided to run a Sunday service from the end 
of its private right-of-way in Llandudno to Colwyn Вау, but 
the Llandudno U.D.C. refused to give a supply of power on 
Sundays, | 
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Mr. George Sutton, M.I.E.E. (chairman 

W. T. Henley's and manaying director) presided over the 
Telegraph generat meeting at the Great Eastern 
Works Co., Ltd. iiotel, E.C., on Friday last, and in mov- 
ing the adoption of the report, expressed 

the gratification of tne board at being able to present such 
good accounts. Не said that the new issue of orainary shares 
Which they made in January ot last year had been sufficient 
for the needs of the company. Jt was thought by some of 
the sharebolders that they ought to have issued the whole of 
the £400,000 authorised, but they decided only to issue 
£220,000, and the accounts showed that the remainder had 
not been required. On the other hand, the shareholders must 
not imagine because they had a balance of cash in hand 
of about £450,000 that they were wrong in making the issue 
they did. hat money was used to pay ott their debt to the 
bank, and they preferred to get out of debt rather than wait 
for a possible slackening of trade to improve their cash re- 
sources. Although they had such a good report, there had 
been a falling off in the trade, and he would try and explain 
how that had come about. ‘I'he creditors were down by 
£100,000 as compared with last year. On the other side, the 
debtors were down by £145,000, and the stocks were down by 
£179,000. Those items were a sure intimation of falling trade, 
and the pace had been accelerated from that time last year 
up to the present time. How then was it, they might ask, 
with that falling trade they had been able to present such a 
good account? In the first place, it was mainly due to the 
circumstance that last year they brought into 1921 a very large 
order. ‘The result was that in the earlier months of 1921 the 
factories were kept busy on the orders which had been 
brought forward, together with the current orders which were 
coming in. As the year went on, so the factories became less 
and less busy, and they were not fully employed to-day. ‘Lhe 
next point to be observed was that the charges against revenue 
were in certain cases lower than they were a year ago, and 
that had tended to increase the protit. Then the depreciation 
account was £9,000 down, because they had finished with 
the heavy depreciation due to the war. So important did 
they regard the question of depreciation that he would like to 
point out that the £26,839 charged to profit and loss for depre- 
ciation last year did not represent the full amount that they 
had charged against revenue. In addition to that figure they 
had expended £32,000 on the maintenance of property, which 
had been charged to revenue, so that altogether they had a 
total of £53,000 charged for depreciation and maintenance on 
а property which at the beginning of the year was valued at 
£417,000.. The balance sheet was better than it had ever been 
as regarded assets. They always wrote down their liabilities 
as far as it was proper and right, but they did not write up 
their assets. It had been the vogue for some time for com- 
panies to take new valuations of their property and to put the 
new valuations into the accounts. ‘hey had never done that. 
but it was an undoubted fact that the value of their property 
inust be a very much larger figure than that at which it stood 
in the balance sheet. rom the inception of the company 
£463,000 had been written ott for depreciation, and the balance 
sheet value of the property to-day was £530,000. There was a 
large quantity of machinery and plant, which stood in the 
books at a very low figure indeed, or very often at no value 
at all—it having been written off. That was very useful to 
them when they wanted to scrap obsolete machinery without 
making any charge against revenue. Не was afraid to say 
what the value of that property was; but if instead of £530,000 
they were to double it he did not think they would be very 
far out. Proceeding to refer to the Henley's Tyre and Rubber 
Co., of which they held all the shares, that company, he said, 
had had a bad year in common with every other company ın 
connection with that industry. They had maintained their 
position in the trade, but to dp so they had had to sell at un- 
remunerative prices. That was the first bad report he had ha« 
to make in connection with that company. ‘The prices at 
which they must sell were governed by the prices of others 
in the trade, and it was a fact that their greatest competitor 
had made huge losses. He was glad to sav that the tire busi- 
ness to-day had improved. Even last year they had never had 
a set-back for their solid tires for commercial vehicles—it had 
heen in pneumatic and tires used for pleasure purposes where 
the slump had come. With regard to the pension funds, they 
had not asked the shareholders to contribute anything this 
year. The staff deserved well of them. The pitfalls which 
had beset trade during the last two or three years had been 
avoided, and they were especiallv grateful to those who had 
done their buying during those troublesome and difticult 
times. The staff worked with goodwill. as was shown by the 
profitable operations of the company and the early production 
of the accounts. Regarding the present position, he regretted 
he could not see any immediate improvement for the foreign 
trade. Last year he told them that the outlook was not hope- 
ful, and those anticipations had been realised. There was a 
demand in foreign countries, but they were not able to meet 
the competition. The low prices which were quoted against 
them, due to lower wages and the position of the exchanges, 
shut them out of those markets. They were not losing their 
goodwill. As a matter of fact, they were taking some orders 
in foreign countries, but they were taking them at unre- 
munerative prices and at a loss. That was one of the contri- 
butions which the company was making at a set-off against 


any sacrifice which they were getting their workpeople ani 
their stati to make, such as lower wages, reduced war bonuses, 
&c. ‘Lhe company was making sacrifices to provide work in 
the factory which was not yielding a profit. ‘hat was one 
way, but it was not the most important. ‘Lhe most importan: 
contribution which they had been making had been the large 
sums which year after year they had set aside for the exten. 
sion of the business—more for the purpose of increasing еш. 
ployment than for any other reason. Since 1914 they had not 
been able to set such large sums aside as formerly, because ot 
the big sums they had had to pay in taxation. As to the 


home trade and that from the British Overseas Dominions. 


there was a decided improvement. It had not fructified very 
much yet, but taking the two rnonths of the present yea 
that had elapsed, the inquiries and demands for prices were 
very much greater than they were in the latter months of 
last year. He did not think the home trade was going to 
boom yet, but it was satisfactory to be able to note an im- 
provement. In his mature Judgment the future of the indus 
try was very bright. So far as the immediate future was соп. 
cerned, he had no anxiety about maintaining dividends, and 
should circumstances be such as to permit of it, the board as 
it existed to-day would not be averse to paying larger divi 
dends. He was not promising larger dividends, but he did nct 
want shareholders to think because they had been con- 
ммен an paying 15 per cent., that no matter what the prohts 
might be they were never going to get апу more. So long as 
they could set aside a considerable proportion oi fne pront 
for the extension and development of the business and for 
reserves, the shareholders would be entitled to ask for a litti 
more in the way of dividend if it could be paid. 

Mr. W. J. Potrer seconded the motion. 

Replying to a shareholder, the CHAIRMAN said the Tyre Со 
made a Joss last year. They had written down evervthin; 
they possibly could, but the balance sheet did not show 4 
debit balance—it was an absolutely clean account. The con- 
pany was very sound. It was making a splendid article; it 
had improved its trade; it had a great reputation, and he was 
confident it had a great future before it. Being a new com- 
pany, however, it had not yet established the position to be 
able to stand the strain im the sales department which it 
had had to meet during the past year. The report was 
adopted. 


Stock Exchange Notices.—Application has been made tc 
the Committee to allow the following to be officially quoted: 
—British Thomson-Houston Co.—£1,500,000 7 per cent. mort- 
gage debenture stock. 

Dealings in the following securities have been specially 
allowed by the Exchange Committee under Rule 148a :— 

South Metropolitan Electric Light and Power Co.—633! 
seven per cent. cumulative first preference shares of £1 each. 
fully paid, Nos. 293,469 to 300,000; 3,634 six per cent. cumula- 
tive eecond preference shares of £l each, fully paid, Nos. 
396,367 to 400,000. i 

Fairbairn Lawson Combe Barbour.—18,470 new ordinary 
shares of £1 each, 10s. paid, Nos. 900,001 to 918,470. 

Yorkshire Electric Power Co.—111,672 six per cent. cumu. 
lative preference shares of £5 each, issued at £4, partly paid 
ae fully paid, Nos. 54,329 to 166,000, after issue of allotment 
etters. | 

The undermentioned have been ordered to be officially 

Manx Electric Railway Co.—3,140 54 per cent. cumulative 
preference shares of £5 euch, fully paid (Nos. 1 to 300, 21,6 
to 23,435, and 25,001 to 26,040). 


Telegraph Construction and Maintenance Co., Ltd.—Th 
report states that Major Н. Denison-Pender, D.S.O., ha: 
been elected a director to fill the vacancy caused by the deat! 
of Sir James Pender, Bart. During 1921 there was а net 
profit of £120,550, plus £115,388 brought forward. А further 
dividend of 74 per cent., free of income tux, is to be paid. 
making 10 per cent. for the year; £20,000 to reserve fund: 
£10,000 to pension fund; £116,628 carried forward. ТЬ 
xeneral business of the company during the year was xti 
factory. Annual meeting March 9th. 


London and Suburban Traction Co., Ltd.—The revenue 
for 1921 was £112,598, plus £2,100 brought in making 
£114,697. The directors propose a balance dividend 
of 24 per cent. in respect of year ended December 3lst, 1917. 
on cumulative preference and 1 per cent. on account of the 
dos ended December 31st, 1918, carrying forward £11,524 
——LINANCTET, 


Electro-Bleach and By-Products. Ltd.—The profit for the 
year ended December, 1921. after deducting repairs, standing 
charges, depreciation, reserve for income tax, E.P.D. and 
Corporation Profits Tax, is £13,115 plus £5,921 brought for- 
ward. The preference dividend is 7 per cent. for the year. 
and after £4,957 is written off the patent account, £79 
remains to be carried forward. 


Clyde Valley Electrical Power Co.—The directors recom- 
mend a final ordinary dividend at the rate of 10 per cent. 


and after £4,957 js written off tbe patent account, 479 
year, | 
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London United Tramways, Ltd.—The traffic receipts for 
191 totalled 2575.837. Adding advertising and sundry re- 
ceipts, gross revenue is £584,030, an increase over 1920 of 
£31,288. Working expenses, £473,573; a decrease of £9,024. 
Balance on working, £10,456; an increase of £60,312. After 
charging debenture stock and loan interest, there is a surplus 
of £59,474 as reduction of deficiency of £70,882 brought for- 
ward. The L.C.C. gave notice to complete purchase on May 
‘nd, 1922, of company’s lines in Hammersmith. Sir W. M. 
Acworth presided at the meeting held on March Ist. Не 
aid that there had been @ great improvement in the results, 
there being a surplus of £59,474, which would go to the 
reduction of the deficiency of £70,000 for the previous year. 
It was hoped that as a result of the current vear'a working 
there would be a substantial balance on the right side. 


Kensington and Knightsbridge Electric Lighting Co., 
Ltd.—During 1921 167 new premises were connected. The 
units sold were 6,507,318. The net profit is £15,147, plus 
£x brought forward. After paying the preference divi- 
denda, а final dividend of 12 per cent. per annum for the 
last half year on the ordinary shares is to be paid, making 
19 per cent. for the year. £4,014 is to be carried forward. 
The report contains brief reference to the Electricity Supply 
Hr] and the London inquiry held by the Electricity Com- 
missioners. With regard to the latter, neither the London 
Eleetriaty Joint Committee, 1920, Ltd., nor the directors of 
this company are satisfied with the Commissioners’ sugges- 
tions. but * negotiations are proceeding in an endeavour to 
arrive at a satisfactory solution of the problem." 


Metropolitan Electric Tramways, Ltd.—.\ccording to the 
Financial Tomes’ the revenue for 1921, apart from dividends 
receivable, was £1,044,31L, compared with £957,555 for 1920, 
Adding dividend receivable upon holding in North Metro- 
politan Electric Power Supply Со. and the sum brought for- 
ward, and deducting all expenses, including debenture and 
lan Interest and provision of £67,500 for reconstruction and 
renewals, there remains £48,330. There is to be placed to 
reserve £10,900. The directors recommend a dividend on the 
5 per cent. cum. preference shares: (a) balance of 44 per 
cent. in respect of 1919; (b) 2} per cent. on account of 1920; 
carrying forward £2,420. Тһе файе receipts totalled 
£181,534, an increase of £90,783. 


Chelsea Electricity Supply Co., Ltd.—The profit for 1921 
was £43.437, plus £2,949 brought forward and £2,424 for in- 
terest. Debenture interest absorbs £4,260; 6 per cent. on the 
preference shares, £1,800; £17,000 to reserve for renewals, 
depreciation and contingencies; £9,804 to writing off balance 
ef the cost of extinction of founders’ shares? 6 per cent. for 
the vear on the ordinary shares, £14,831; carried forward 
#415, Lamp equivalent (30 watt) connected 359,278, an addi- 
tion of 5.763 during the year; units sold 4,828,604, 87,594 less 
than in 1920. 


Argentine Tramways and Power Co., Ltd.—By order of 
the High Court meetings of the holders of preference and 
the holders of ordinary shares of the company will be held at 
Winchester House, Old Broad Street, E.C., on March 22nd, 
to consider and, if thought fit, approve a scheme of arrange- 
ment, 


Clarke, Chapman & Co., Ltd.—Dividend of 15. 6d. per 
share, Jess tax, on the ordinary shares for the half-year. 
making 9s. 6d. for the year; £20,000 to reserve; £27,917 to 
depreciation; £5,000 to workmen’s compensation; £15,719 
carned forward. \ 


Hastings and District Electric Tramways Со., Ltd.—The 
directors recommend payment of 14 per cent., balance of 
arrears of preference dividend for 1919, and a dividend of 6 per 
rent. on the preference for 1921. £5,000 to depreciation: 
carried forward £1,044. ` 


Newcastle-on-Tyne Electric Supply Co.—The final divi- 
dend on the 7 per cent. cumulative preference shares is 
announced, also the full. dividend on the 5 per cent. 
Preference shares for the year 1924. 


Jas. Pitkin & Co., Ltd.—By direction of the High Court, 
4 meeting of unsecured creditors will be held on March 15th 
at 28, Hatton Garden, E.C., for the purpose of considering 
and, if thought fit, approving of a scheme of arrangement. 


Western Telegraph Co., Ltd.—Second quarterly dividend 
fos. per share, free of tax, being at the rate of 10 per cent. 
per anunum. 


‚ Globe Telegraph & Trust Co., Ltd.—Quarterly dividend of 
3. per share less tax, on the preference shares, and 5з. net per 
share on the ordinary. 


Stothert & Pitt, Ltd.—An interim dividend of 15. per 
share, free of income tax, is announced. 


American Telephone and Telegraph Co.—Dividend of 9} 
Per cent. for the quarter. 


Brazilian Traction, Light and Power Co.—Quarterly divi- 
dend of l} per cent. on cumulative preference shares, 


" ordinary at 185j is 2 higher. 


Mackay Companies.—According to the Financial Times 
the accounts for the year to February lst, 1922, show income 
from investments $4,309,252. Dividends paid absorbed 
$4,150,340. Operating expense, including Federal income-tax, 
transfer agents’, registrars’, auditors’ and trustees’ compensa- 
tion, salaries, stationery, $52,771, leaving to be carried for- 
ward $46,141. ' 


Canadian General Electric ee у ы dividend of 
2 per cent. on the common stock, and a half-yearly dividend 
of 34 per cent. on the preference stock. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Е 
THE City persists in thinking the Bank Rate will again be 
reduced in the near future. The probable upward movement 
which this would cause is, of course, being discounted already. 
At this particular season of the year the Government is seldom 
in want of ready cash, thanks to the way in which receipts are 
swollen by taxation payments. The War Loan is about 973, 
some 21 points premium above its original issue price. This 
contributes to the strength of investment stocks in every de- 
partment of the markets. But it stands to reason that the 
remarkable series of rises, shown in our lists in the two pre- 
vious weeks, could not go on indefinitely. Nevertheless, there 
are not many reactions, and there are 20 fresh gains. 

The Home Railway group exhibits a noticeable buoyancy, 
with the somewhat striking exception of the Underground 
Electric Railways of London stocks. | Metropolitan Consoli- 
dated rose 24 to 374. Districts a point to 27, and a number of 
the debenture and preference issues of these two companies, 
together with those of the Central London, City & South 
London and East London, have hardened to a greater or less 
extent. But Underground Income Bonds shed six points, fall- 
ing to 71}, the 1s. shares dropped to 6s., and the *‘ ten- 
pounders,” as they are called, to 40s. It is again rumoured 
that the company is about to make an issue of fresh capital. 
This, taken in conjimction with the disappointment recently 
aroused by the declaration of a 4 per cent. dividend on the 
Income Bonds, has led to the heaviness. However, as just 
mentioned, the prior-charge stocks are good, and once more it 
is easier to sell than 1% is to buy these issues. 

Amongst the newer stocks. North Metropolitan 8 per cent. 
preference, after a rise to 24 premium, came back to 14 pre- 
mium, apparently on stag selling. Dissatisfaction with the 
method of allotment is still expressed by some of the share- 
holders. The Yorkshire Electric Power offer of preference 
shares was a great success, except from the point of view of 
would be allottees, who found their requirements drastically 
cut. The price opened at 5s. premium, from which it ad- 
vanced to 7s. 6d. premium ; possibly another 5s. will be gained 
as time goes оп. Scottish Power 5 per cent. preferences are 
being steadily placed, and the price has advanced a trifle to 
Ws. За. middle. Neweastle-on-Fyne second debenture at 924 
is better, while some of the other recent issues may be quoted 
as follows :— 


County Debenture 107 Shropshire 102 
Reading 103} Llanelly | 1014 
Midland Counties 103 Fite 100 


The tendency during the past. few = davs: has been for the 
holders to get out of scme of the stocks which are redeemable 
Within a comparatively few years! time. There is no doubt 
that certain prices were gun up unduly, having regard to the 
dates of repayment. 

Electricity supply shares are generally. strong. Advances 
have occurred in Charing Cross, Chelseas, City ordinary, 
County of Londen preference, Metropolitan. preference, and 
St. James’s shares. The rise in County of London ordinary 
is 12s. 6d., and City Lights are 2s. 6d. higher. Edmundson s 
non-cuimnulative. preference at 12 are again half-a-crown up. 
London & Suburban 44 per ceut. first debenture stock at 524 
is several points to the good. and Yorkshire Electric 44. per 
cent. first debenture at 584 has also improved. A rise of 
9 points in Rangoon Electric Tramwavs 4} per cent. first 
debenture lifted the price to 91. Para first debenture rose to 
52. Newcastle-on-Tyne ordinary and preference have both 
advanced to 13s. 9d. on the company's announcement that it 
is going to pay off the slight arrears on the 5 per cent. prefer- 
ences. The company’s 7 per cent. preferences strengthened to 
0s. | 

Amongst telegraphs, Anglo-American preference at 97 is a 
point down, but the deferred stock further rose to 22. Eastern 
Globe preference advanced to 
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103 and Eastern Extensions to 184. The list shows a robust 
tendency throughout. НепІеу'в are 3s. 9d. higher at 1i. Cal- 
lender's hold their rise at 35s., and Siemens'8 continue strong 
at 25s. British Insulated at 1 13/16 are half-a-crown up. The 
Telegraph Construction Co. declares a final dividend of 7} 
per cent., tax free. 

General Kiectrics gave way a little to 21s. 3d., Edisons at 
4s. 6d. and English Electrics at 9s. 6d. are both 6d. lower. 
Metropolitan-Vickers preterence hardened up again to 1 15/16. 
The other movements in this market are mostly upward. 
British Electric Transformers are wanted at 22s. 3d. British 
Columbia Electric Railways show some little irregularity, the 
deferred and preferred being 2 points down at 604, while the 
44 per cent. debenture stock at 664 is 14 higher. Brazil 
Tractions, after their four-point rise, reacted 1. Anglo- 
Argentine first preference at 31 are À off, owing to a good deal 
of natural profit-taking which met the extremely rapid rise of 
a week аро. The second preference are on offer at 3 7/16, and 
the 5 per cent. debenture stock at 754 is 14 lower. 

The threatened labour difficulties. have had no particular 
effect upon industrial shares in the Stock Exchange, and iron 
and steel, with those in the armament division, are slightly 
better on the week. Vickers firmed up to 9s. The rubber 
market has also taken on a less melancholy tone. Rubber 
itself shows a trifling improvement, and there is more hope- 
fulness in connection with the produce than the market has 
been accustomed to for some time past. Rubber companies 
there are which can produce, of course, at Gd. to Td. per Ib., 
but the majority ud ls. or more in getting their rubber, so 
that, even with the produce standing at 81d. per lb., there is 
a profit only for a comparatively Jimited circle of rubber pro- 
ducers. Still, a mild demand is reported from America, and 
the rubber market is accustomed to take long views. 


SHARE LIST OF ELECTRICAL COMPANIES. 


Номи ELEOTRICITY COMPANIES. 


Dividend. Price 
^—— Маг. 7, Riseor Yiela 
1919. 1990, 1979. fall. p.e. 
Brompton Ordin ee ee ee 19 12 7 —— £3 11 6 
Charing Cross Ordinary Те T 7 8 БА + 718 8 
do. do. do. 43 Pref. ee 43 44 Bs — 6 18 8 
Chelsea... ar wi ER s 4 6 4 +h 71839 
on of London .. . .. es es 18 14 12 + { 8 19 4 
о. до. 6 рег cent. Pref. ое 6 6 1 — 6 0 0 
County of London са m us 8 8 103 + в 7 810 
do. do. 6 per cent. Pref... 6 6 9 — 6 18 4 
Kensington Ordinary .. © өө 7 9 Ба — 810 3 
London Electric. е ee ee ee 23 94 1{ — vs 9 1 t 8 
do. do. 6 per oent. Pref... 6 0 4 +è 710 0 
Metropolitan .. .. .. .. 6 7 ai — 77 4 
do. per сепё. Pref..." 4) 4% . + ў 6 8 17 
St. James’ and P. al .. .. 19 19 1 + 82 8 
South London .. EN ^ m 6 1 — 10 9 0 
South Metropolitan Pref. .. Ss 1 7 1 — 6 4 5 
Westminster Ordinary.. ee - 10 10 — 78 2 
TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref. ee ое ee 6 6 97 —1 M 6 8 9 
do. Def. .. ee T 4 ц 23 +14 118 6 
Chile Telephone T oe өө 6 6 55 -- 510 4 
Cuba Bub. Ord. ee ee eo ee 1 1 т Tr 9 6 8 
Hastern Extension ..  .. .. 10 10 18i * à 6 8 1 
Eastern Tel. Ord. s oe "T 10 10 185 +2 6 710 
Globe Tel, and T, Ord. ee ee 10 10 18 те 5 6 8 
до. до. Pret. és vs 6 6 103 + } 511 7 
Great Northern Tel. .. se . N 94 284 — 8 8 8 
Indo-European .. ee oe ee 10 10 84 — 7771 
Marconi ee ee ee ee eo 95 16 135 — 7 14 8 
Oriental Telephone Ord. T с 19. 19 2 — 7% 00 
United R. Plate Tel. .. ae эө 8 8 1$ + *519 0 
West India and Panama  .. ee Nil Nil 5/- == Nil 
Western Telegraph ee ee ee 10 10 188 up %6 8 10 
| i Номи Калт. 
Central London Ord. Assented .. 4 4 et +1 611 4 
Metropolitan .. A é se 1 1 874 +23 воо 
о. District oe - N N 27 1 817 0 
Underground Electric ee Nil Nil 2 — å Nil 
0. do. HAT S ee Nil Nil 6/- —6d. Nil 
do, do. Income.. T 4 9 713 —6 *5 19 0 
Fonziow Trams, &0, 
Anglo-Arg. Trams, First Pret. ee 84 — à 8 9 0 
do. do. брег cent. Deb, b b 15 ~ 1} 618 4 
Brasil Tractions ee ee СЕ ) Nil Nil 89 —1 Nil 
British Columbia Elec. Rly. Pfoe... 5 6 — 717 6 
do. do. Preferred oe 6 98/- 69 —2 ы 13 0 
do. do. Deferred .. 8 194/- 60 —3 *0 5 6 
do. do. Deb. oe d 4 6: + 14 6:7 9 
Mexioo Trams. 6 per cent. Bonds... N N 58 —1 — 
do. do. 6 percent, Bonds.. Nil Nil 2 — Nil 
Mexican Light Common  .. - Ni Nil 17 — Nil 
do. Pref. .. NS eo Nil Ni 86 +1 Nil 
do. lst Bonds .. ... Nil 65 6 — 719 8 
MANUFACTURING COMPANIES. 
Baboook & Wiloor  .. is . 15 16 2} 619 0 
British Aluminium Ord. su ee 10 10 15/- — — 
British Insulated Ord. e >œ 16 15 133 + 8 5 6 
Callenders ze T "d ee 16 16 14 — 811 6 
(7) Pref. ee oe es в в 1 um 6 7 4 
Crompton e ee ee ee ee 10 10 15/- = 18 6 в 
Едівоп-Втап  .. m E ee 10 — 4/6 —6d _ 
do. do. брег cent. Deb, vé b 5 62 — 814 
Blectric Construction .. #6 ee 10 10 18/9 — 10 18 4 
English Electric ee ee ee 8 8 1/6 — 6d 16 17 LU 
do. t. ee ee ee 6 6 18/9 — 8 14 6 
Gen. Elec. Pret... ee ee ee 68 6 90/9 MES 6 5 4 
do. Ord. ое ee eo eo 10 10 91 13 —€6d 9 8 9 
Henley ee ee ee ee on 16 15 87/6 + ў e 8 0 0 
do. ¢ өө ee өө oe 43 43 brome 6 0 0 
India-Rubber .. .. .. ef 10 — + ж — 
Met.-Vickers Pref. .. 25 is 8 8 ja + Ys 850 
Siemens Ord. ee ee ee ee 10 10 95/- — 8 0 0 
Telegraph боп, ee eo ee өе 90 20 25 — 4 16 0 


* Dividends paid tree of Income Tax, 


MARKET QUOTATIONS. ` 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prioes are only general, 
and they may vary according to quantities and other circumstances 


Wednesday, March 8th. 


CHEMICALS, &o. [pend E t 
ES | 
а Aoid, Oxalic eo ее eo өө per Ib. | 8d. | 
а Ammoniao Sal So oe .. per ton £66 | 
a Ammonis, Muriate (large crystal) " £58 i 
а Bisulphide of Carbon T a и - | - 
а Вогах "P ee ee ee же c » £81 | А 
a Copper Sulphate... a as » £49 , 
a Potash, Chiorate... #5 .. per lb, 6d. to 54d is 
а „  Perohlorate eoe " 11d. "HE 
a Shellac .. T - ae .. per owt 217 108 29/- ine, 
а Sulphar, Sublimed Flowers T м 814 105 20, - dec. 
а - Lump es T «di * 811 10s 20/- dec. 
a Soda, Chlorate M ae .. per lb. ued. si 
a ө Crystals ee ee e» per ton sn . 
a Sodium Kiohromate, casks e. per lb. 534. 124. дес. 
METALS, &o. 
b Aluminium, Ingots.. x .. per ton £190 7 эз 
$i Wire eo ee . per lb. lfy to 4/6 à 
b э, Sheet eo ee ee 9” 1/6 to 2/- eo 
p Babbitt’s Metal and Anti-friction Metal— 
Grade I .. - es рег ton nes £147 
Grade II .. . ee ” » £106 
Grade lil .. oe os TT » £64 oo 
c Brass (roiled metal 2" to 19" basis) per .b. 91 d. ss 
с „ Tubes (solid drawn) Ws м 1134. to Џ- vs 
с » Wire, basis ee oe oe м lud. | ae 
c Oopper Tubes (solid drawn es á IUE 2 
c А Bars (best selected) .. per ton £90 : 
[^] » Bheet oe ee ee ee м £90 А 
с н Rod [E eo ee ee м £90 E E 
d „ (Hlectrolytic) Bars ve M £65 то £67 Е 
d n»n a Bheets ^ м 4614 108. " 
d н н Wire Rods.. " £75 to £77 А 
d » ” H.O. Wire.. per Ib. 10а, to 10,54 oe 
f Bbonite Rod ee ee se ee #9 8/6 oe 
f и Sheet. . ee ee ee p 8/- oe 
a German Silver Wire oe ee м 2,6 За. dec 
А Gutta-percha, fine .. se E m 19/6 s 
h India-rubber, Para fine .. is Pi 11d. id. aec 
4 Iron Pig (Cleveland Warrants) .. per ton Nom. x 
1 4 Wire, galv. No, 8, P.O. qual. " #2 | p 
E Lead, English Pig ee ee ee #92 5s 25/- inc. 
g Meroury fe a m .. per bot. #11 Е 
ө Mica (in original cases) small .. per lb. 8d. to 8/- MN 
Г] м » н | medium oe м 3 to 8/- n 
0 nv , н large ee » 10/- to 20/- & ap | 
p Phosphor Bronse, plain castings, 1/1 
Р ji н drawn bars and rods ^ 1/34 
Р " » rolled strip & sheet " 1/8{ ^ 
p m „ Wire ee oe ee IT! pn "m 
o Platinum а oe ee рег oz £24 | E 
d Miucium Bronse Wire ia ee yerlb, 1/8 ad. dec. 
Р Stoel Magnet, in bars ee ee н = .. 
m Tin, Blook (English) ^ ..  .. perton £143 60/- to 70/- inc. 
B » Wire, Мов. 1 ю16 .. .. рег lb. BJ 3d. dec. 
Quulbeons suypuvu Uj— 
а G.Boor&Oo. | g James & Bbakespeate, 
b The British Aluminium Co., Ltd. А Edward Till a Gu, 
с ‘hos. 1501800 & Sons, 104, 4 Bolling & Lowe. 
4 Frederick Smith & Go, 


/ Richard Johnson & Nephew, Led. 
e F.W & Bons. m P. Ormiston & Sons. 
f Indis-Rubber, Gutte-Perchs and e Johnson, Matthey & Co., Ltd. 
Telegraph Works Oo., Ltd. p C. Clifford & Воп, Ltd, 
r W, P, Dennis & uo. 


"An Employment Register for Boys of 16.—A committee 
composed of headmasters of public secondary schools has 
ottices at Howard Hotel, Norfoik Street, Strand, W.C.2 (tele- 
phone : Central 5429), and interests itself in the problems con- 
tronting the boy of 16 and upwards who has left school and is 
taking his first step in professional or commercial Ше. 

The committee has been able to place 251 boys in employ- 
ment during the last six months. There remain, however. 
many boys of marked technical ability for whom openings in 
their chosen professions are few and far between. We believe 
that employers will find it of real benefit for boys to be intro- 
duced to them from public secondary schools, who have re- 
ceived a sound general education of approved standard up to 
the age of 16 or 18 years, and who are personally recommended 
by their headmasters. 

Bribery Prevention.—The Bribery and Secret Commis 
sions Prevention League, inc., which for many years has done 
very useful work in the direction indicated by its title. 15 
suffering, like many other organisations, from the prevalent 
depressing conditions, and in view of the fact that "' there was 
never greater need of the League than at present," it is appeal- 
ing for new members to take the place of some who are resign- 
ing because they cannot maintain their subscriptions. We 
commend the appeal to the notice of our readers. The offices 
of the League are at 9, Queen Street Place, London, E.C.4. A 
line to the secretary will bring along a copy of the current 
News-Shcet. 

The New Spanish Tariff.—After a series of tentative 
measures, Spain has at last established the new Customs tariff. 
anxiously awaited in industrial and commercial circles, which 
were impatient to see an end to the provisional period dating 
from the application of the draft tariff published last May. 
The new régime, unless Parliament decides otherwise, will re- 
main in force until 1927, and a short sketch of its provisions 
should be of interest, in view of the radical changes from the 
tariff hitherto in force, 
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THE BRITISH INDUSTRIES FAIR. 


(Concluded from page 298.) 


BIRMINGHAM SECTION. 


Messrs. May & PADMORE, L/D., showed heating and cooking 
apparatus, including а 250-W silica-tube immersion heater, 
protected by а stout wire guard. A range of ‘* Maymore ” 
fires was displayed. By means of a special form of enamel, 
these are produced in a variety of beautiful colours, and are 
very artistic. у 

Tug CONSOLIDATED PNEUMATIC Тоог Co., Lro., had a display 
containing а number of its electrical appliances. Among 
thee were the " C. P." universal welder, described in our 
пе of February 17th. Numerous drills of various sizes and 
types were displayed. One of these was a sensitive drill stand 
ior drills from 5/16th in. to 4 in. with a lever working against 
a spring, Which returns the lever to its top position when re- 
leased. The Wayne cable reel, also previously described in 
the EvectricaL REevrEW, was one of the firm's exhibits. 
Blowers, chipping hammers, and grinders with motors ranging 
fom 4 to 1} h.p., were included. In a case armatures of 
many sizes, in various stages of construction, were shown. 

Тнк '* PNEULEC ’’ . MACHINE Co., Lro., had an exhibit con- 
dting of machines used in the foundry, including a jar ram 
moulding machine, electrically operated. — In using this 
mahine the pattern is bolted to a table, the moulding box 
i put into position and filled with sand. A lever is then put 
over, and this actuates a ramming motion. When the sand 
is rammed into. place the lever is returned, a-ifting lever 15 
pit into engagement, and the mould is lifted clear of the 
pattern, The lifting height is adjustable to a maximum of 
“in, Other machines shown were a smaller machine similar 
tu that described above, but worked by hand-power, and a 
“roll-over " eore-making machine. Core-oils for binding the 
sind when moulding were also exhibited, as well as a number 
of samples of cores made of treated sand. 

Messrs. Нот & WiLLETTS showed several types of hoists, 
winches, pulley blocks, &c. Amongst these was a 3-ton hauling 
winch, fitted with warping drums, and driven by a totally 
enclosed motor. Another machine shown was a direct-coupled 


it engine fitted with an electro-mechanical brake and push- 
A 3-ton overhead travelling 


button control. “crab” was 


Fic. 5.—A 1-Ton TRAVELLING Exectric PuLLEY BLOCK. 


xhibited, suitable for a double-girder overhead electric crane. 

Is appliance has a lifting speed of 25 ft. per minute, and can 
travel along the crane bridge at 78 ft. per minute. Ап electric 
wting and travelling pulley block (fig. 5), capable of lifting 
dee ata speed of 20 ft. per minute, for running along the 
"ttm flanges of a rolled steel joist, also appeared on the 
"and. Other exhibits were a 3-cwt. capacity belt-driven fric- 
tion hoist and a direct-coupled electric friction hoist with a 
totally-enclosed motor. 

Messrs THomas & BisHop, Lro., demonstrated by means of 
motor-driven belt pulleys the efficiency of their ‘* Cling-Sur- 
ve” belt dressing. 4 

Tur FIRTH-BREARLEY STAINLESS STEEL SYNDICATE, ЇЛї., dis- 
Vared numerous examples of articles manufactured of its 
‘rcial steel, including valves, pump spindles, wire, &c. 

Tae Ayjx-Wyarr Furnack Co. exhibited a 6-ewt. furnace for 
the melting of non-ferrous metals. This was of the induction 
чы and made in England from American designs. It is 
"ted with a 60-kVA single-phase transformer, and is stated 
to be capable of one complete ‘‘heat’’ per hour, taking 
wj kWh per ton when day-shifts only are being worked, or 

)kWh when being run continuously. 


BRAMLINS INDUSTRIAL FiLMs, 1лтр., exhibited and demon- 
strated the ''Cinemak " portable kinematograph projector 
for the display of industrial films. This machine 1s illustrated 
in fig. 6. Perhaps its most important feature is the aluminium 
case which is closed while the machine is running, eliminating 
the possibility of personal contact with the motor and guard- 
ing against the spread of a fire if this should occur. The body 
of the machine consists of two aluminium castings, which en- 
close ull the mechanism, and form the spool boxes. When 
ready for projection the machine is practically entirely en- 
closed, the only visible parts being the lense and a stopping 
device. The intermittent movement is of the '' Maltese cross '' 
type running in an oil bath. The motor speed is adjustable 
to a fine degree. A 400-W gasfilled lamp is fitted, and the 
machine сап be run off a lamp socket upon either a.c. or d.c. 
The film spools are 10 in. in diameter, and will take a thousand 
feet of film. The machine has a separate re-winding 
mechanism for the film, which is passed over two independent 
rollers. By means of the stopping device mentioned the 
film's motion can be arrested at any point, and to enable this 
to be carried out safely a Crook's glass screen falls between 
the lamp and the film when the latter is stopped. The over-all 
size of the outfit is only 134 in. by S} in. by 5 in. We are 


6.—Tue '* CINEMAK " PORTABLE PROJECTOR. 


FIG. 


informed that the projector is made in London. It is ordin- 
arily made for working on a 100-110-V supply, but a special 
resistance to enable it to be connected to a 200-250-V circuit 
can be supplied. 

CLEAR Hooters, LTD., showed examples of its electrical horn, 
the principle of which differs from that of the majority of 
these devices in that the sound is produced by magnetically 
vibrating a diaphragm instead of by striking the diaphragm. 
The parts comprising this horn are all very light. А small 
steel rod actuates a make-and-break action, which alternately 
energises and de-energises a magnet, and this attracts and 
releases a light metal centre attached to the diaphragm. The 
horn is produced in black or white metal finishes, and a 
specially-designed bracket is supplied, which permits adjust- 
ment of the horn in any position. The appliance weighs 23 1b., 
it is 121 in. long, and consumes 18 W. 

THE INTERNATIONAL Er&crROLYTIC PrANT Co., Lrp., exhibited 
a single cell in section and a set of five cells of its I.O.C.oxygen 
and hvdrogen producing plant. Each cell is a self-contained 
two-electrode unit, and the electrodes are coupled up in series 
in forming batteries of cells. Each cell has its own feed. and 
discharge devices. It consists of a thin frame of cast 1ron, to 
which the electrodes are bolted, separated by mica. The cell 
is divided into two compartments by an asbestos sheet. The 
gases leave by glass jars, and in the case of a battery discharge 
into common pipes. А third pine conveys distilled water to 
the cells. To guard against corrosion by impurities in the 
water the anodes are coated with a thin devosit of nickel. A 
five-cell battery gives an output of 576 cu. ft. of oxygen (and 
twice as much hydrogen) in 24 hours with a current of 600 A. 
With 1,000 A the efficiency falls slightly and the output is 
about 900 cu. ft. in 24 hours. The usual results obtained 
give an oxygen purity of 99.6 per cent. 

On the same stand the Meta COLOURING- Co. operated a 
new process for de-rusting and coating iron and for colouring 
non-ferrous metals. The usual iron-browning process 18 costly 
and absorbs much time. With this new system it 1s claimed 
that not only is the cost very small, but that it takes minutes 
where the browning process takes days. This is known as 
the ‘‘ Brondse ” process. Tt has four branches; the first, 
known as the “ electro-black " process, is for oxidising steel 
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and iron a flat bluck. Rusty articles can be placed in the 
chemical bath employed and de-rusted by the action of an 
electric current. 1f the current is then revorsed the article 
wil be coated with a black oxide which will withstand 
very rough treatment. It is stated that the second branch, 
the ` auto-black ” process, adds nothing to the weight or size 
of the article, and that micrometers and other sensitive 
measuring instruments have been coloured by the process after 
completion. This is carried out by simple immersion in à 
suitable chemical bath. For the colourmg of iron m various 
shades, from light vellow to dark brown, an electrolytic depo- 
sition process has been evolved. This is eminently suitable for 
art inetal work. The fourth process is one for oxidising copper 
and its alloys. The surface produced is mechanically sound, 
and resists chemical action. The processes are based upon 
the use of various metal oxides which аге not commonly 
employed. 


INDUSTRIAL APPLIANCES, LTD., displayed a 15/20-ewt. '* Railo- 
dok '' eleetrie truck, which had been employed in conveying 
goods from the railway sidings to the stands in the Fair. One 
of the main features in its design is the heavy drum-type con- 
troller fitted with a patent. locking device and cut-out. The 
latter is interlocked with the driver's saddle and. the brake 
mechanism, ensuring that power 1s always cut off and the 
Wheels locked when the driver vacates his position. The seat 
is reversible, so that the operator can always face the direction 
of travel. The motor is a series-wound,  totally-enclosed. 
Hi-h.p. machine by Newtons, Derby, and the battery consists 
of 2L "' Ironclad Exide " (I.M.V.4) cells with a capacity of 
150 Ah. The loading space is 7 ft. by 31 ft.: the total weht 
of the vehicle is 1,860 1b., and it is capable of a speed (loaded) 
of from 6 to 8 m.p.h. 


Mr. FRANK GILMAN'S display consisted of many types of 
“ Skatoskalo " pneumatic sealing tools. The general principle 
of these appliances is the working of pistons with rough 
edges by means of compressed air. The tools are made in 
various styles for a number of apnlications.. There are special 
designs for Babeock & Wileox boilers and for the Ён" 
tvpe. A tool for use in curved pipes was shown, and it is 
stated that a well-known firm has used this for removing the 
scale from transformer cooling tubes prior to assembly. 


Messrs. Acces & SHELVOKE, Drp., showed талу of their 


small dvnamos and motors, ranging from ЛО to 38 h.n. One 
of the latest designs was a small @ynamo for car lighting 


giving an output of 6 А at 6 V. A demonstration board fitte 
with five lights, в voltmeter, an ammeter, and four contr, 
switehes, was used to demonstrate the practicability of th 
machine. In addition to this the firm showed a range o 
polishing motors and several dynamotors. On one side of th: 
stand two pumps, one rotary and the other a plunger pum) 
driven by 3-h.p. motors, demonstrated the power of electricit: 
and the small space taken up by electrical machinery. 


Тнк RawLPLUG Co., Lro., showed how its '' Rawlplugs- 
could be applied to almost any material. Complete ` Raw 
plug ’’ outfits were on view. 

THe HockLEY CHEMICAL Co., Lro., had an exhibit of electra 
plating accessories, including several types of barrels and vats 
Well-made resistance boards were a feature of the stand, an 
the company showed a number of double-scale amaneters fo 
use with silver-plating outfits, showing, at the same time, th: 
current strength and the amount of silver in. penny weight 
being deposited per minute. 

Electrical domestic appliances were shown by THE ‘Сем 
l novi Saving DrEvIcE Co., which had several examples of it: 
light-weight '* Gem 7” vacuum cleaner on. view; and Messrs 
Timpany & Турон, who displayed motor-driven '"" Daisy 
Washing machines. 

Insulating material was shown by Exsonestos INSULATORS 
Lro.. which showed such articles as terminal blocks, switch 
handles. washers, bushes, &c.; and the PARAGON Квн 
MANUFACTURING Co., Lro., which exhibited brushes, washers. 
and telephone parts in ebonite and other hard rubber coni- 
positions. 

Tue Aova Exvectric Co., Lrp., showed an improved type of 
the heater described in our issue of April 29th, 1991 (тю. 5444 
This is a compact device, consisting of spiral heating elements 
passing through a perforated porcelain block. By means of 
valves either hot or cold water can be obtained from the tap. 
The heater has a loading of 6.6 kW. The appearance of the 
heater is very good; the case 18 of highly-polshed aluminium. 

Messrs. C. А. VANDERVELL & Co., LTD.. in addition toa 
large collection of small tools and gauges, showed one or two 
magnetos, and also dvnamos for car and cycle lighting, and 
complete lighting outfits. | 


The GENERAL ELECTRIC Co., LTD., informs us that all the 
electricity meters used on the stands were supplied by its 
associated company, Messrs. Chamberlain & Hookham. ТАЧ. 


THE INSTITUTION OF ELECTRICAL ENGINEERS. 


JUBILEE CONFERENCE, 


1922. 


| (Continued from page 321.) 
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Mr. S. EversHep, in recounting * some renuniscences of 
early days," began with an early experience of public elec- 
tricity supply; recalled the laying of a submarine cable, and 
then spoke of that ever-memorable event, the coming of the 
telephone. 

To begin with what, in the early days, was always called the 
electric light (it seemed appropriate to speak of it in the 
singular, because they seldom saw more than one are lamp 
at a time) the town of Godalming, in Surrey, in a strange 
burst of municipal enterprise (possibly induced by a dispute 
with the gas company) determined to light the streets of the 
town by electricity. Accordingly a dynamo was installed in 
Pullman’s leather mills, not far from the town, on the River 
Wey, where water power was available. The electric lighting 
of Godalming began on December 15th, 1851, and the leather 
mills were lit up by Swan incandescent lamps. Many more 
Swan lamps lighted the smaller streets of the town; but the 
High Street was illuminated by three arc lamps, '' flooding 
the little sleepy town and the sky overhead with a blaze 
of glory.” 

“The street-lighting cables were laid in all innocence in 
the gutter, with nothing but their innocence to protect them 
from the wheels of carts or the hoofs of cart horses. I re- 
member holding a pocket compass against one of those cables, 
just to see the needle deflect. Imagine my bewilderment 
when I discovered that, for some reuson unknown to me, 
electricity for street lighting did not deflect à magnetic needle. 
That was my first experience of an alternating current.” 


Telegraphy began with a wireless telegraph (an optical 
system). Yet. the optical system was essentially an electric 
telegraph working on a wave length of about one forty-thous- 
andth part of an inch, and using the human eve as the re- 
ceiver, Then came the electric telegraph with wires to act 
as guides, and now they were using a wireless telegraph once 
more with a somewhat longer wave length ! 

It was in 1876, the vear of the Centennial Exhibition, at 
Philadelphia, that he first heard of Graham Bell's telephone. 
Tinmense complexity : was the dominant factor in his mind. 
A vear later he saw a drawing of one, and a new wonder 
came to light; there was an entire lack of complication. The 


thing was so incredibly simple that he at once set to work 
and made two Bell telephones, one to act as transmitter and 
the other as receiver; the two being identical, of course. Hi 
telephone consisted of а small bar magnet with some sik- 
covered wire wound in а coil round one pole, and a disk 
of thin sheet-iron which he cut out with a pair of scissors. 
Пе fixed those things inside a wooden box and cut a hole 
in the lid to let the sound into the transmitter and out of 
the receiver. He was already the proud proprietor of a 
telegraph line and to that he connected his telephones, one 
at each end. 

Mr. E. Garcke took “a broad view of electricity," and 
pointed out that electrical science, probably more than anv 
other, represented a beautiful sequence of facts and dedne- 
tions—the result of vears of observation and of the union 
of theory and practice. The phenomena of electricity were 
fundamental, not only to physics and chemistry, but alse 
to biology and psychology. 

The story of electrical legislation had been told many time: 
and in different ways. For post-war statements of the post 
tion they could not do better than turn to the official reports of 
the Parliamentary and Departmental Committees, and the 
general conclusion to be drawn from the reports was that. 
notwithstanding the efficiency of British methods and eav: 
of attaining practical ends. there was an all-round lack of 
co-ordination. That was why he emphasised his remarks im 
the direction of an appeal for a larger outlook. 

What of the future? The larger the view they were able 
to take of their own interests the better would be their un- 
derstanding of the possibilities of amelioration. Society had 
its structures and functions which normally were comple- 
mentary each to the other. But they frequently: observed that 
structure was not equal to the function undertaken and that 
function, in turn, lagged behind structure. When those di 
crepant relations were accentuated, pathological conditions 
arose and found expression in strife and unrest. Evolution 
then called for readjustment: diagnosis suggested recupera 
tion and restoration of normal relations on a new level. gene 
rally of higher consciousness. In the present condition of 
the world it appeared that international arrangements were 
necessary for the stabilisation of currencies, for the rehabiliti 
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tion of confidence and credit, for better distribution of raw 
materials, and for intensive production. But international 
arrangements were just the kind of functions for which the 
national structures were not yet developed. The League of 
Nations was a splendid ideal, but it did not yet appear to 
fit into the realism of present-day civilisation. That was a 
senerality ; in. scientific and some other respects the signs of 
international understandings were hopeful. Did not the his- 
сту of their industry afford analogies? ‘They had translated 
me egoistic “me ° into the associative " us," but they 
were constrained to stop short of the altruistic concept '' all.” 
They now had associations for practically every department 
af the industry to secure united action when collective inter- 
ets were involved, and the Institution, no longer content with 
the view that its duties were confined to discussion of techni- 
cal matters, acting on a broader policy of providing 
collective representation for all sections of the industry, was 
weelerating the advance of science and technics and com- 
merce. 

The supreme need of the nation in the present crisis, apart 
fran. the international arrangements referred to as difficult 
of attainment, was better or more sympathetic all-round co- 
ardination. What was not sufficiently urged was the value 
uf better correlation between scientific research and philo- 
{phie generalisation. They collected more and more facts, 
hut failed to combine them into coherent bodies of thought; 
thus they sacrificed in a large measure the increasing return 
from combined economy, bulk production, and rapid distribu- 
ten. In order to realise the full advantage of their opportu- 
nity, it Was necessary to take a wide view of the problem 


not only in its economic and social aspects, but also in all. 


the other directions in which electricity was capable of bene- 
ting the human race. Nothing was better caleuleted to 
foter that larger view than the present policy of the Institu- 
"n te make contact between the electrical industry and its 
over widening environment. 

Mr. W. Sepp took ‘ Submarine Telegranhy " as his sub- 
iet and pointed out that from = the mileage of a possible 
11.000 in 1869 there were now 305,000 miles in oneration, of 
which some 71.000 were Government owned. That fienre 
included all submarine cables whether in shallow or deep 
water, the great bulk being manufactured in this country. 

The cables of to-day were of the same general tyne as in 
Wh: there had been some developments, chiefly, however, 
п the direction recommended by Heaviside to put the maxi- 
mum quantity of сээрег in long cables. The ratio of copper 


to gutta percha in the 1866 cable was 300C/400G, and the 
highest ratio known to Mr. Judd was 7006/3608. 

in connection with the suggestion to include inductances in 
deep-sea cables, either by the Pupin or other methods, there 
inust be borne in mind the great pressure, which was roughly 
one ton per sq. Jn. per 1,000 fathoms of depth. It had been 
suggested that if a consistent, constant, and waterproof in- 
sulator could be found having a dielectric resistance of a few 
hundred thousand ohms instead of many thousands of meg- 
ohms per ише, a cable could be produced having small re- 
tardation and = distortion, and whose attenuation. would not 
be too great. It would be unwise to say that either of those 
methods was impessible, or that perfection had been arrived 
at in the design and construction of submarine cables. 

The machinery for laying and repairing cables early took 
а practical form, and except for detail improvements remained 
much the same now, as had also operating: instruments. 

It would be seen then, that after the initial failure of 1558, 
the next attempts in 1865 and 1856 showed the type of cable, 
the methods of laving and repairing, and the apparatus for 
operating when laid, had already been developed by the truly 
great men who were the pioneers in that enterprise. Modern 
apparatus for operating cables had lost 165 pristine. впири- 
city, 

A new connection in those days necessarily involved. a 
considerable change in a comimereial routine—when, as in. the 
East, the arrival of the cable almost. synchronised with the 
opening of the Suez Canal that routine was so changed that 
those. rms. which did not change with the times sooner or 
later disappeared. The double acceleration. of advices m ` 
transport also allowed of the advent of small firms with small 
eapital, and the proud position of the merchant princes of 
the old times was attacked from all directions. 

The appearance in those regions of a definitely electrical 
element stimulated the other branches of electrical develop- 
ment: thus. for example. he was able to assist in the intro- 
duction of the telephone m one colony and the establishment 
of electric lighting in another. The arrival of cables resulted 
in the establishment of land telegraphs in Japan (under 
British engineering auspices) and m China (under Danish 
engineering auspices) and there was no doubt that those west- 
ern methods smoothed the way for the introduction of rail- 
wavs. The social effects of these new communications estab- 
lished by the early cables was marked; the feeling then ex- 
isting of distance and isolation vas lessened | 

(To be continued.) 


HIGH-POWER MERCURY ARC RECTIFIERS. 


By R. L. MORRISON, A.M.LE.E. 


INTRODUCTION. 


rEW modern developments have attracted so much attention 
and been so universally discussed as the high-power rectifier. 
Ву virture of its outstanding characteristic, that of stationary 
operation, it provides at once a simple, inexpensive and highly- 
ecient mode of conversion, from alternating to direct current. 

The use of the latter is being to some extent curtailed in 
many areas, it being considered that alternating current dis- 
tnbution presents certain advantages which outweigh any 
argument that may be put forward in favour of the other form 
of supply. This conclusion is to some extent justified in view 
of the heavy expense of running d.c. sub-stations, and any 
form of plant that will definitely mitigate such expenditure 
will fulfil one of the most pressing needs of our time end 
enable the use of direct current to be continued and even 
extended. Both forms of supply present advantages for par- 
teular conditions, and, taking everything into consideration, 
there is no doubt that the consensus of opinion wauld be in 
favour of direct current. 

The large rectifier manufactured by Brown-Boveri is sug- 
‘ested as a solution of the problem. 16 is a stationary plent, 
and where semi-automatic control is used it is possible to give 
1 very close approximation to the ordinary transformer, though 
һу substituting completely automatic control its inherent ad- 
vantages can be increased without unduly complicating the 
controlling gear, in fact, for such conditions the automatic 
oa are simpler than with the equivalent rotary con- 
erter, 

The rectifier is finding an extensive field of application for 
the case of the higher d.c. pressures now being adopted for 
акау electrification, because of the ease with which these 
Pressures can be handled without the necessity of having to 
‘vercome serious difficulties in design such ав are met with in 
other types of converter. 


FUNDAMENTAL CONSIDERATIONS. 


It is not proposed to deal more than very briefly with this 
aspect of the subject. For further details the reader is re- 
ferred to an article by the author in this journal last vear.* 

е mercury arc, when operating in a vacuum, has the 
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ehruary 25th, 1921, р. 951. 


property of permitting the passage of a current in practically 
one direction only. This valve action is not the pceculiat 
property of mercury, but is merely due to the arrangement ol 
two electrodes, whereby one (the cathode) is brought to a 
state of electronic emission, and the other (the anode) is main- 
tained at a temperature below that at which the formation of 
electrons is possible. In the commercial rectifier mercury 1% 
used because its vapour can be readily condensed and led back 
to the cathode without loss. 

The efficiency of a rectifier is constant at all loads, the losses 
being the product of the current and the drop across the arc, 
the: latter being constant for any particular size of rectifier. 
Consequently this class of converter shows to better advant- 
age as the d.c. pressure is increased, because a hither kW out- 
put is handled without increasing the losses. Thus, takin 
the average arc drop as 20 volts, at 600 volts we have an 
efficiency of 96.8 per cent.. and at 1,500 volts 98.6 per cent. 


SINGLE AND POLYPHASE RECTIFIERS. 


As the are only deals with the positive half of the alternating 
waves the negative half waves must be given a positive sense 


ШИШИП 


Fic. 1.—CoNNECTIONS OF SINGLE-PHASE RECTIFIER. 


with regard to the d.c. circuit to make the proposition a com- 
итеге! one. — This is accomplished -by connecting in the 
manner shown in fig. J, which shows the simplest form of- 
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single-phase rectifier having two anodes and a step-down trans- 
former with a divided secondary, the mid-point of which is 
brought out and forms the negative pole of the direct-current 
system, the positive pole being the cathode. A consideration 
of this connection will show that the currents induced by each 
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Fic. 2.—POLYPHASE RECTIFIER CONNECTIONS AND WAVE-FORMS. 


half-wave flow towards anodes A, and A, respectively, and 
that when one anode is in action the current cannot flow back 
through the rectifier due to the valve action. 

Where the primary supply is three-phase, six or twelve- 
phase rectifiers are used. A marked improvement results in 
the d.c. wave form as the number of phases is increased, as 
shown by fig. 2, which also gives the simplified connections 
for each case. The six-phase arrangement is that in genera! 
use, because it gives what is for all practical purposes a 
straight line on the d.c. side, while it is simpler to construct, 
both as regards the transformer and the rectifier itself. The 
twelve-phase rectifier is only recommended in very exceptional 
casés where the circumstances tustify the additional compli- 
cation and expense. In the six-phase case a portion of the 
curve has been shaded to illustrate that the individual anodes 
only carry current so long as the momentary value of the 
corresponding phase pressure is higher than that of the ad- 
jacent } hases:or during one-sixth of a cycle. The arc passes 
rapidly from anode to anode at the points of intersection of 
the half-waves and takes the form of a cone with its apex 
centred in the cathode. 

It is now well known that the rating for which rectifier 
transformers must be designed is higher than the d.c. output 
desired. The increase is due to the secondary winding being 
unfavourably utilised because of the large amount of copper 
required as compared with the normal case, on account of 
the r.m.s. value of the phase current being very high com- 
pared with the average value. We therefore find that for a 
six-phase rectifier the transformer must be 1.55 times bigger 
than the d.c. output, this figure being increased to 1.6 when 
the rectifier efficiency is allowed for. Still further increasing 
the number of phases gives for the twelve-phase case the 
figure 1,84 instead of 1.55, and for eighteen phases 2.12. On 
the other hand, for the three-phase transformer the figure is 
proportionately reduced. These indications show that the 
six-phase rectifier is most advantageous for general use because 
of the comparatively flat wave obtained without employing too 
large a transformer. 

In fig. 3 is shown the core, removed from its tank. of a 
transformer for a 1,500-kW rectifier at 520 volts, the primary 
being designed for three-phase current at 6,500 volts 95. eveles, 
The four additional terminals per phase seen on the primary 
side are connected to tappings to give 24 and 5 per cent. below 
and above the normal voltage, the adjustments being made by 
means of a three-pole oil-immersed step-switch, 


THE CONSTRUCTION OF HIGH-POWER Mercury‘Arc RECTIFIERS. 


The problem of rectifying high powers is one fraught with 
many difficulties, due to the physical phenomena connected 


with it, about whieh little is known. In the early days many 
troubles were experienced, but all ‘‘ troubles were made to be 
overcome,” and one by one they were eliminated, until to-day 
we can with certainty say that the large rectifier is a formid- 
able rival of, and in many respects superior to, the rotary 
converter. Briefly the difficulties that had to be overcome 
were :— -— 
1. The manufacture of large cylinders that would be at 
once accessible and gastight. | 
2. The insulation used had not to deteriorate with high 
electrode temperatures, while the possibility of internal 
short-circuits, or '" back-firing," as 1t is called, occurring 
had to be eliminated as far as jt was possible to do so.: 


By far the most serious was that of `‘ back firing." It will 
be gathered that to make the valve action possible the elec- 
trodes must be worked at certain temperatures relative to 
each other, and if for any reason one of the iron electrodes 
becomes hot enough to emit electrons the valve effect would 
cease and the current would flow in both directions between it 
and the opposing anode, this constituting a short-circuit. These 
occurrences may also be due to other causes, such as mer- 
cury condensing on the anodes in the form of drops, impurity 
of the material from which the anodes are made, insufficient 
vacuum, and unsuitable arc guidance. As a result of the ex- 
perience gained over a number of years and the consequent 
improvements effected, it can now be said that internal short- 
circuiting is infrequent, and that such occurrences are now so 
confined that when they do develop it 18, generally speaking, 
only during the first few weeks of operation, and can be con- 
sidered a disease of infancy. Very little harm is caused to the 
rectifier and apparatus by a '' back-fire," the principal effect 
in the normal case being the formation of globules on the 
affected anodes, or they may be nitted a little. Opening up 
for examination is not always necessary, the matter being 
frequently remedied by individually loading the anodes on to 
an auxiliary resistance, the current being gradually increased 
until the anode temperature reaches a very high figure, but 
not high enough to stop the valve action. In this way any 
irregularities on the anodes, such as globules, seem to dis- 
appear. When it was found necessary to open up, the anodes 
are re-polished and the rectifier re assembled, after which it 
usually settles down to steady work and nothing further is 
heard of it. This question of '' back-firing ”*1п the early life 
of some of the rectifier cvlinders is naturally receiving very 
careful attention, and as a result of the investigations at 
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Fic. 3.—-CORE oF 1,500-KW RECTIFIER TRANSFORMER. 


present being made it is expected that such tendencies will be 
definitely eliminated. 

Many attempts have been made during the last ten years to 
construct large steel rectifiers, but practically all have failed, 
the main reason being the difficulty of sealing against atmos- 
phere; and where large rectifiers, consisting of many сош- 
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ponent parts, are concerned, the question is not easy of solu- 
tion, especially having regard to the extremely high vacuum 
at which of necessity this type of plant must work. Many 
diferent methods of sealing have been tried, but the best re- 
sults have been obtained with the mercury seal (Brown-Boveri 
patent) which is a combination of mercury and asbestos for 
the hotter portions, and mercury and.rubber for the cooler 
parts. The number of seals in a large rectifier are necessarily 
many, and are poe to facilitate the dismantling of the 
major portions.should this be required at any time. The use 
of mercury ав а sealing medium has the added advantage 
that should any filter inwards it can only find its way to the 
таш, and will not interfere with the operation of the 
nt. 
P The development of the large rectifier has not been by any 
haphazard methods, but is the result of much patient 
endeavour on the part of those who for the past decade have 


- 


1901 D 
+210 pr Re. h 
TAAST D 


а a | 


—— 


— 


Fic, 4.—Section THROUGH LARGE RECTIFIER. 


been convinced of its possibilities and ultimate triumph. Their 
efforts have been undoubtedly crowns. «ith considerable 
success, and while the rectifier as we know it to-day is in every 
respect а commercial proposition, its development will con- 
tinue, and it might reasonably be expected that within a very 
short time it will be practically as reliable as the ordinary 
static transformer, and bé installed in sub-stations that will 
be visited only at infrequent intervals. In a large measure 
this can be said even now'to be un accomplished fact by the 
introduction of the completely automutically-operated rectifier, 


Heiss has been tested out and proved to be in every way satis- 
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A rectifier of the latest design by Brown-Boveri is shown 
in fig. 4., It consists of a large welded steel cylinder K (the 
are chamber) and a narrower cylinder с (the condensing 
chamber) mounted above, the two being connected by the 
heavy anode plate р. The bottom of the arc chamber is 
closed in by the plate M, in the centre of which is the cathode, 
while the top of the condensing cylinder 1s closed by the plate 
carrying the ignition coil B. The whole rectifier is mounted 
on the porcelain insulators P, which insulate it from earth, 
these in their turn being carried on the foundation ring Q. 
As will be seen from the plan, there are six main anodes, E, 
and two auxiliary anodes, G, placed in a circle round the 
anode plate. The auxiliary anodes serve to maintain the arc 
when the load drops to a very low level on account of @he 
main arc having a tendency to become unstable under such 
conditions. ‘They might be said to constitute a single-phase 
rectifier within a sis-phase one because they are connected 
externally with a small exciting transformer having a capacity 
of less than 1 kVA, and provide an auxiliary arc, which keeps 
up the temperature of the cathode spot. ЧЋе mid-point of 
this transformer is brought out, as is done with the main 
transformer, and connected through a resistance und small 
reactance coil to the cathode. 


(To be continued.) 


CRABTREE QUICK-MAKE AND QUICK-BREAK 
SWITCHES. 


Jost as the bayonet lampholder is a peculiarly British pro- 
duct, so is the tumbler switch essentially the result of evolu- 
tion in this country. Its origin was discussed in our pages 
in 1920, when it was shown that the original inventor was 
Mr. A. B. Blackburn, of the Edison & Swan Co., and that it 
was brought out some 34 years ago. Many firms have manu- 
factured it, and innumerable forms have been patented, 
leading up to the excellent switches of the present day, which 
would seem to leave little scope for improvement; their 
reliability and durability, their neatness of finish, and the 
diversity of their applications reflect the greatest credit on 
their designers. ‘The necessity for а quick-break action 
їп these switches was amusingly illustrated by Mr. 
John H. Holmes in his discourse at the recent Commemora- 
tion Meetings of the Institution of Electrical Engineers, when 
he told how an architect, on the inauguration of electric light- 
ing аё а Wallsend café, discovered that electric light could be 
* turned down just like gas." Naturally Mr. Holmes lost no 


Ес. 1.—CRABTREE 5-A QUICK-MAKE AND QUICK-BREAK TUMBLER 
SWITCH. ! JE 


time in dispelling that illusion, and next day he devised the 
famous '' loose-handle '" switch which was the fore-runner of 
all quick-break switches and for many years. remained a true 
master patent. A single slow break, by drawing out an arc, 
will do more damage to an ordinary switch than hundreds of 
operations in the correct manner. But the quick break which 
nowadays forms so essential a feature of all switches, large or 
small, is not in itself a complete solution to the problem of the 
perfect switch, which must be provided with a quick make as 
well. This requirement has been recognised and complied 
with in the case of some types of switchgear, but only a few 
makers of tumbler switches have fulfilled it successfully, and 
as a rule the additional feature has involved # material increase 
in cost. 

Messrs. J. A. Crabtree & Co., Ltd., whose directors have 
had many years' experience in the manufacture of high-class 
accessorles, set themselves the task of producing a quick-make 
and quick-break tumbler switch not as a '' side-line," but as a 
standard article, manufactured on a quantity basis, at а price 
comparable with that of a high-class slow-make switch, and 
have placed on the market a variety of patterns embodying 
the quick-make as well as the quick-break feature, of which 
some particulars are given herewith. 

The need for a quick make was not so pressing before the 
advent of Ње metal-filament and gasfilled lamps, for it is not 
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suggested that the present-day user manipulates his switches 
after the manner of Mr. Holmes's architect, or that an ordi- 
nary tumbler switch can be left at ' half-cock’’ like the 
primitive switches in use in those early days. The trouble 
arises from the heavy rush of current at the moment of switch- 
ing-on a circuit of gasfilled lamps, which 1s far greater than one 
would imagine, amounting to about six times the normal 
current. The starting current of electric radiators 18 also much 
greater than the normal running value. With carbon-filament 
lamps, on the other hand, owing to the negative temperature 
coefticient of carbon, the starting current was much less than 
the running current. Я 

This initial rush of current, with yasfilled Jamps, passing 
utgthe very instant when the initial contact is made, may have 
very serious effects on the metal contact parts of a switch and 
lead to their rapid deterioration. Moreover, the increased. use 
of domestic electrical apparatus is putting loads on the ordi- 


— 


Fic. 2.—CRABTRER 5-A °° FLAT INTERMEDIATE " SWITCH. 


nary switch which it was not originally intended to control, 
with the result that rotary snap switches have often been 
substituted for the tumbler type. 

In order to investigate the phenomena and to establish 
their designs on a scientifically sound basis, Messrs, Crabtree 
carried out an exhaustive series of tests with the aid of the 
oscillograph, a specially rapid kinematograph, and other de- 
vices. It was found that on a circuit of 250-volt gasfilled 
lamps taking normally 6.6 amperes the initial rush of current 
was 39 amperes; and on a circuit. taking 10 amperes at the 
same voltage, the initial current was no less than 70 amperes. 
The current falls to normal in a fifth of à second; but the mis- 
chief is done at the inoment of first contact, and any looseness 
in the mechanism of a switch not provided with a quick-make 
action. prolongs the period during which the parts are 1n con- 
tact over an infinitesimal area. To cope with this problem, 
Messrs. Crabtree & Co. developed an extremely rapid switch 
action, Which was examined with a kinematograph at a speed 
of 200 exposures per second, each exposure lasting for 0.0011 
second; it was found that there was only one exposure be- 
tween the moment when the switch commenced to move and 
the completion of the motion, from which it was inferred that 
the period between the first contact and the completion of the 


4 
lic. 3.—CnaABrTREE 15-A SWITCH FOR HEATER CONTROL, &C. 


full contact was less than one-thousandth of a second, render- 
ing arcing or overheating of the contacts due to concentra- 
tion of current on a small area impossible. An equally rapid 
break is also obtained, independent of the rate at which the 
handle is moved, but actuated positively, so that the switch 
arm cannot stick in the contacts . 

The Crabtree tumbler switches have also been thoroughly 
tested on heating circuits, and have been proved capable of 
controlling the larger currents met with in this connection. 
Switches which are rated for 10 to 15 amperes, at 250 volts, 
have stood a current of over 30 amperes, and -ampere 
switches up to 12 or 15 amperes. However, a wide margin of 


safety is desired, and a very conservative rating is therefore 
adhered to. 

The switches are subjected to numerous inspections in the 
course of manufacture, and samples are mechanically tested 
for durability up to millions of movements. The springs are 
ground flat at the ends, and afterwards electro-tinned, and are 
mounted in compression. 

The Crabtree switches are made in numerous patterns. some 
of which are here illustrated. Fig. 1 shows the -ampere flat 
switch, which has a base 24 in. in diameter and a projection 
of 14 in. All the moving parts are carried on a single pivot 
vin, Which, like the contacts, 1s of phosphor-bronze; the con- 
tucts are so designed that the spring parts are remote from 
the arcing tips, and are sunk into the base, at a тахил 
distance from the cover. All the insulation is of mica, and the 
base of highly vitrified English porcelain. A similar switch 
known as the '" Crabtree Junior " has a base only 18 in. in 
diameter, and is rated at 3 amperes on 250 volts for 
house lighting. Fig. 2 shows a“ flat intermediate '' 5-ampere 
switch, believed to be the first flat switch of this type on the 
market, and similar in size and shape to the 5-ampere switch. 
A combined switch and fuse is made, specially suitable for 
train hghting, and fig. З shows a 15-ampere, 250-volt switch 
for heater control and gasfilled-lamp circuits, having а base 
23 in. m diameter and a projection of 2 inches. Many other 
patterns are made, with a variety of covers, including ceiling, 
secret, flush-type, sunk, watertight, &c., of which details are 
given im a comprehensive catalogue of accessories which the 
company has recently issued. 


, 


CORRESPONDENCE. | 

Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can Le publ.shed unless we have tne writer's пате and 
uddress in Our possession. 


The Jubilee ci the Institution of Electrical Engineers. 

I was highly interested in reading your account of the 
LE.E. Jubilee Conference, and in the reminiscences of Col. 
Crompton's career. 

We of the modern school are apt to forget the debt we owe 
to these pioneers—the founders of the electrical industry. 
Perhaps Col. Crompton, and other veteran engineers, could 
be persuaded to give us a more detailed account of some of 
the early power stations and mains systems which they laid 
down. I believe some of the generators at Northampton 
power station date back to 1590, and, like " Charley’s Aunt," 
are still running. 

Possibly there is some earlier plant than this still in opera- 
tion, and many fellow readers would doubtless be interested 
in an account of it as a drversion from super-power-stations. 

Historian. 

l'ebruary th, 1922. 

The '* Leaderette in your current number was naturally 
а source of pleasure to me in that it recognised my father's 
work in the pioneering of ocean telegraphy. I ought, perhaps, 
to add, however, that, though subsequently serving as Pre- 
sident, he was not one of the founders of the Society of Tele- 
graph Engineers. He was busy cable-laying in the West 
Indies at the time, but joined the Society on his return. 

Charles Bright. 

Leigh, 

March Tth, 1922. 


Hiring Out Electric Motors. 

The cutting enclosed is taken from the Glasgow Evening 
News, dated February 27th, 1922. . The first paragraph very 
seriously interests and concerns electrical concerns whose 
businesses depend. on local contracting work, and if such 
powerful corporations use their unlimited resources of tax- 
payers' capital to compete against the trade we shall be com- 
pelled to cease business. It is in my recollection that the 
same proposal came before our City Council some years ago. 
but was defeated. My object in writing is to inquire if the 
proposal should not be taken up very seriously and energeti- 
cally by our Local Contractors’ Association, as 16 is now time 
to ‘ get a move on." The Corporation is already hiring out 
cookers at the nominal rent of £2 per year, including instal- 


lation. 
nds Harry Smith. 


Glasgow. 

February 28th, 1922. 

[The paragraph in question reads: ‘‘ A special sub-con- 
mittee is to inquire into the desirability of hiring out electric 
motors to power users at a rate of 10 per cent. on the cost. 
Owing to hich prices many firms were unable to purchase 
motors, and if an opportunity to hire was given the con- 
sumption of power would go up in proportion. 

The Corporation has the power to hire out motors, under 
the Act of 1919. Motors must be let on hire if the electrica! 


ME PES SS SS SRE ES EES рнавар-шилуи нида 


Vol, 90. No. 2311, Marca 10,1922] THE ELECTRICAL REVIEW. 


N рр ар ED цици 


adustry is to progress as it should, and if the electrical con- 
пасг» succeed in preventing the Corporation from provid- 
mg this service they must be prepared to provide it them- 
«ives. —Eps. Erec. REV. ] 


The Selling of Light. 

In your issue of February 24th you include an abstract, 
m your report on the "' Selling of Light,” from some of the 
remarks L made at this. meeting. In the sentence stating 
“dealing with advertisements, Mr. Simon criticised the 
of lamp manufacturers advertising so extensively 


pri thee 3 
Valuable space was occupied 


har own Individual lamps. 
u this way,” Же. : | | 
| think your reporter has rather missed my point by not 
stating that I said that the space was, in my opinion, wasted 
m маг that every. manufacturer cracks up his own article, 
whereas the public, to whom the advertisements are meant 
to appeal, must. Know by this time that. there 15 practically а 
ышотшу in quality of lamps amongst all the best-known 
ump manufacturers, they being all manufactured under 
wactieally the same process and patents. 
“In my opinion there scarcely exists anybody who does not 
Low that the electric lamp is the brightest and most prec- 
neal form of illuminant. J said in my remarks that it was 
„Шу natural that every manufacturer. should want to 
auhasise the name of the type of lamp he was selling, and 
the manufacturer’s name also. The rest of the space could be 
litter occupied by trite remarks on the advantages of electric 
isht as an illuminant, «е. 

| know that in the joint advertisements of the E.T.. M.. 
this is done, but the individual manutacturers generally co 
rat advertise in this manner. One very often sees in railway 
тіне, newspapers and other places of advertising, two or 
three well-known lamp manufacturers’ advertisements prac- 
mally emphasising the * same facts” about their lamps. 
What waste of money ! 


Н. F. Simon, A.M.I.E.E., — 
Managing Director, Electrical Installations, Ltd. 
london, 
Fehruary 28th, 1922. 


(We fail to see where our report differs materially from Mr. 
Simon's letter. Бох. Etec. Rev.) 


Electrically-heated Oil. Filters. 


As far back as 1913 and 1914, I, personally, was connected 
with the manufacture of electrically-heated oil heaters for one 
uf the largest firms of ship-builders in the kingdom. ‘These 
were not an experiment, as we made a considerable number, 
wad E believe, from reports E have heard since, that they have 
given wonderfully good service. 

Admitted, the oil heaters to which [ refer were not osten- 
Чу for the filtering of oil, but to have reconstructed one 
f them not only to heat the oil but also to filter it would 
have been a comparatively easy matter. 

Fred, J. Holtom. 
lirmingham, ‘ 


March 1st, 1999. 
\Sbrevinted.—Eps. Exec. Rev.) 


The Fetish of the Quick-make and Quick-break Switch. 


I was very interested in the remarks of Mr. С. W. Denny, 
oud fully agree with his criticism on the folly of sacrificing 
substantial contacts of large area in the attempt to obtain a 
quekanake. and quick-break switch movement. 

As a general rule both the contacé area und the area of 
(Toxs-section are reduced well below the minimum required 
иг a switch of a given rating. in order to ensure that the 
rings, Which manufacturers assert never break, shall take 
Ше switch arm into and out of its contacts. Often the area 
"С contact is less than half that of an ordinary slow-make 
ind quick-break switch of the same rating. | 

The manufacturers assert, that the ain of the quick-make 
and break switch is to prevent burning by reason of the 
witch arm being in only partial contact, but at its best the 
average quick-make and break switch, particularly the tumbler 
typ, 19 only in partial contact as compared with an ordinary 
“itch of any reputable make. The latter has about twice 
the contact area of the former in its normal position. Tt 
therefore follows that if for some reason the human element 
ould fail, and as a consequence the switch arm be left half 
mand half out of its normal closed position, its area of con- 
lat would be not less than that of the average quick-make 
"d anick-break switch at its best. 

Switches of the tumbler type. when once installed, are 
“idom or never cleaned; the contacts become dirty or cor- 
"еі, and thus offer a continually increasing resistance to the 
massage of the switch blade, whilst simultaneously the springs 
коте Weaker by continual usage. 

Under these conditions, if one must rely on the avrings only, 
(бе contacte must of necessity be of the flimsiest description. 


A quick-make and quick-break switch mechanism is a 
thing to be desired in certain positions, but never at the 
sacrifice of contact area, and should always be accompanied 
by a complete positive action which, if the springs fail to 
function properly, will move the switch arin completely into 
and out of its contacts. 

There is one, and I believe only one, such switch of the 
tumbler type on the market (made by the Wandsworth Co.), 
and in this the contacts are fully as heavy as those of an ordi- 
nary switch of equal rating. This is only possible because the 
makers ean fully rely on both a spring action and a full posi- 
tive action, the one following behind the other. Such a 
switch as this could be relied on to function properly in any 
position Within its capacity, and it is certainly more desirable 
than one with a positive feature only. 

If, however, I had to choose between a switch having only 
an independent quick-make and break with no positive action 
and a switch with a positive action, but without a quick-1nake 
feature, I would chocse the latter every. time. 


A. С. Wynne, 
sngliuccr. 
The Wandsworth Electrical Mfg. Co., Ld. 
Birmingham. 
February 2th, 1922. 


As inventors and manufacturers of a range of quick-make 
ironclad switches we were much interested m a letter under 
the above heading in your issue of the Hth ult. 

The writer of the letter dealt chietly with the. quick-make 
tuinbles switch. We wre not concerned with this, and think 
we may safely leave the manufacturers of these switches to 
deal justly with your correspondent, but im passing, we 
cannot refrain from asking Mr. Denny if he has never heard 
of the maids and children playing with a slow-make switch 
to see the " fireworks.” 

With regard to the larger type of protected knife switches 
referred to Mr. Denny hits the nail on the head when he 
says "in fact it is difficult for hin to know when a switch 
Is partially closed if the switch is protected by a cover.” This 
statement is perfectly true, and is proof of the need‘ of the 
quick-make switch. Many. unskilled operators will auto- 
matically stop switching when a certain. resistance is felt, 
and the switch may be left in partial contact, with the 
resultant consequences of heating, burnt contacts, and possible 
ultimate destruction of the switch. 

A good quick-make switch 1s a positive cure for this, and 
absolutely prevents "inching." We italicise the adjective, 
as the performance must, of necessity, depend upon the class 
of switch installed. ° 

The remarks regardmg breaking of quick-make switches 
by the spring must obviously refer to the tumbler class of 
switch, as in larger types a positive '' kick off ” is admittedly 
necessary and can be obtained. — In addition, in a well- 
designed quick-inake switch a positive ‘ follow. оп” make 
should be an inherent part of the design. 

Mr. Denny's remarks on pressure contact are interesting, 
and at first would appear to be convineing. — Experiments 
have proved, however, that equivalent pressure on contacts 
can be obtained in a properly-designed switch with good 
spring action. 

The foregoing remarks apply to larger types of switches, 
where the design admits of sufficient room for efficient spring 
action. 

In conelusion, our long and varied experience in the manu- 
facture and design of switchgear has irresistibly driven us 
to the conclusion that a very. considerable proportion. of the 
troubles and failures of trenclad switches has been due to the 
careless operation made possible by the slow make. 

Users and contractors are, we think, fully alive to 
point. and auick-make switches would have been 
much more freely in the vast but for their high cost. 

Now that a first-class quick-make switch can be. supplied 
at prices equal to the slow-make variety the doom of the 
latter, except for special apparatus, appears to be definitely 
sealed, and within a short space of time it will probably rank 
as a thing of the past. 

W. L. Barber. ` 


Managing Director. 
The Midland Electric Mfg. Co., Ltd. 


this | 
installed 


Birmingham. 
March 1st, 1929. 


In vour columns of February 24th last a correspondent, 
discussing the above subject. seems to have a distinct bias 
against the auick-make switch. He says practically nothing 
in support of his case—he does say that "* with the old type 
of slow-nake in large and small switches the operator, in 
closing the switch by hand, exerts a considerable leverage, 
and thereby closes the switch blades into strong and sub- 
stantial contacts." Surely, in citing this property of the old 
{уре of switch, he is actually revealing its weakness (though 
he may call it an advantage). 

The real advantage of the quick-make movement is most 
anparent with the larger sizes of switch. In large switches 


the ruling factor of design is the electrical current capacity. 
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In small or tumbler switches the mechanical strength of the 
parts limits the design. 

In heavy-current switches experience has shown that the 
operator is either not strong enough, or is unwilling to exert 
the ‘‘ considerable leverage " spoken of above, and the 
switch is not closed into its strong and substantial contacts; 
those switches are burnt out. In small switches the operator 
is frequently guilty of exerting too much of the '' consider-y 
able leverage ’’; those switches break up. 

It is surely obvious that if a switch (of any size) can be 
so designed (as a commercial proposition) that its speed and 
force of opening and closing are constant, and independent 
of the physical strength or temper, or laziness of the operator, 
that switch is superior. | 

There has recently appeared on the market a switch which 
exhibits perfectly the correct qualities of quick-make and 
quick-break, in that the movement of the operating handle, 
be it done slowly or quickly, gently or roughly, does not, 
either in closing or opening the switch, affect the fixed rate 
and force of the contact-making and breaking. 

It is rather a pity that we do not differentiate between 
tumbler switches аас cocks) and power switches (electric 
valves). In tumbler switches almost anything electrical will 
do, provided it will withstand domestic wriggling about and 
only costs a few pence. For power services switches must 
be electrically perfect and also of robust mechanical strength ; 
they too must be reasonably competitive in price. | Makers 
have found that they can offer quick-make and quick-break 
switches at the right prices. Why should they not make an 
advertising point of this exceptional feature of merit? 


Black Friar. 


Manchester. 
March 9nd, 1929. 


As an inventor of a quick-break switch, No. 11,086/02, I 
am interested in the correspondence in your columns re the 
quick-make and the quick-break switeh. I have not been 
actively engaged in the electrical world for some years, and 
so have not seen the quick-make switch. T cannot help think- 
ing, however (without seeing the switch), that a quick-make 
switch must almost defeat its own objects in quick-breaking. 
Perhaps your correspondents may favour ine with a sketch or 


catalogue of the same. 
D. R. Broadbent. 


Royal Societies" Club, St. James’ Street, Б.М. 
March 4th, 1922. 


The Beckton Electricity Scheme. 


I was interested in the article on '* The Production of Light, 
Heat and Power," in the Review, of February 10th, in which 
Mr. Seabrook hands out the '' sob stuff " to the Junior Gas 
Association. What attracted me most was the alleged pro- 
posals of the Gas Light & Coke Co. to generate power at 
its Beckton works. Не says that “the site is admirable 
(and I agree), and the arguments in favour irresistible." lf 
во, why has not the Gas Co. put up a plant to generate power 
from coke fuel instead of waiting for the '' recently: approve! 
station lower down the Thames?" Does Mr. Seabrook want 
the gas companies to control electricity stations? If so, let 
him consider how electricity is viewed at Beckton gasworks. 
In certain retort houses there they use electric power, be- 
cause it hus been proved better than hydraulic and compressed 
air. The motors, however, are very carefully hidden away 
or covered up lest they should be seen by visitors. The elec- 
trical repair shop is in a remote corner ‘of the works, and 
on visiting days tre door must be kept locked (by order). 
Why then. if electricity is efficient, do they desire to keep 
it out of sight? One is reminded, by these methods, of the 
ostrich with its head in the sand. Mr. Seabrook, further. 
cannot understand why the Beckton scheme. was rejected. 
Let him spend a month or two in the Beckton works and he 
will see how effectively they try to put the “stopper” on 
anything electrical. mM 

Gas-filled. 


The '* Leader ” Cable. > 


Although temporary indisposition prevents me from con- 
sulting certain data, not here available, may I, in reply 
to Mr. Rollo Appleyard’s very kind letter (Entec. Rev., March 
3rd), be allowed a few words regarding the actual chrono- 
logy of matters which may or may not have been steps 
on the way towards the present ''" Teader ’’ cable system”? 

This system, by the wav, might have been much more 
developed than has, actually, been the case, as a medium 
for electro-telegraphic signalling in either direction between 
ship and shore. "This question T dealt with in some detail 
in a private correspondence it was my privilege to have with 
an Admiralty official. 

. Mr. Rollo Applevard, whose distinguished war experience 
in the R. N. V.R. enables him to speak with authority, suggests 
in his letter that, at some future time. we тау find that 
Germany was the first to use a submarine cable “ Leader " 


fashion, and that Great Britain captured the notion from 
the enemy, and subsequently adopted it. 

Is it not notorious that, for many years previous to the 
great war, German spies with plausible bonhomie pene- 
trated to many places and got to know much? 


a 


I have mentioned in a former letter how, so long ago аз. 


in 1895, in connection with Admiralty inquiries, I, on instruc- - 


w^. - 


tions froin the late Mr. M. H. Gray, made a private illustrated . 
report, and suggested, inter alia, a certain use—outside eub. . 
marine telegraph cables—of what I then called the "invee | 


tigator ' 
search-coil recorded in the Journal S.T.E. now I.E.E. 
Is it not possible—nay, probable—that news of the 


coil: a use merely developed from Mr. John Gott ` 


"ano 


vestigator-coll ° idea not only reached Germany, and was then - 
and there put into practice in the parallel inductive system . 


of the ''Leader'' cable and contiguous Gott search-coils . 


connected to telephones, but that, years later on, this com- . 


plete system. was—as Мг. Rollo 
tured and adopted by Great Britain? 

Regarding the present writer’s two-tone vibrating trans- 
mitter—-appreciatively mentioned by Mr. Applevard— and the 


Appleyard suggests—cap- ` 


Curdew transmitter from which the former was developed, a 
as mentioned їп the writer’s articles in The Electrician, the 
present writer was the first to point out not only how two- — 


tone conductive vibratory signals could be recorded on a 


Kelvin siphon recorder, but that this useful possibility like. ` 


wise applied to Cardew's vibrating transmitter. 


Not even ' 


Mr. Edward Stallibrass, in his interesting Times letter, men- - 


tioned this fact, nor. to the writer's knowledge, is this fact re- 
ferred to in any of the text-books, military or others. 
Finally, it is more than probable that Mr. Axel Orling's 


ultra-sensitive yet extremely simple and easily workable ` 


“Jet” relay and amplifier, will extend the possibility of 


similar siphon recorder screed to two-tone and to Cardew ` 


signals inductively produced through a Gott search-coil. 


E. Raymond- Barker. 
London, 
March 6th, 1922. 


[In this connection it is interesting to quote Mr. С. №. -- 


Partridge's anecdote, in his discourse at the I.E.E. 
memoration meeting, regarding the localisation of a fault in 
an underground cable in 1890. Mr. Partridge passed an inter- 
mittent current through the cable to earth at the fault, and 
had a 4-ft. coil made, which was carried along the Strand 


while he listened to a telephone receiver connected with tbe ^ 


coil. This invention, he said, '‘ to-day is known as the 
"leader system’ for guiding ships through minefields and 
fogs."—HEps. Мес. Rev.} 


\ 


Station Troubles. 


Enclosed is a snapshot of one of the ‘ Troubles of Stations " 
in South Africa. 

The evenings out here are fairly cool, the days are hot, 
during this time of the vear—and a snake likes warmth. 

The snake shown in the snapshot was found on a 3-wire 
machine at 8 p.m. one evening, having come into the sta- 
tion for warmth. It had wound itself around the collector 
rings; its tail was touching the commutator, and its head 


resting on the warm bearing. I may add that it is one 
of the poisonous species, and we were on the tiptoe of ex- 
pectation, expecting a nice short, as we were fully loaded and 
could not shut the machine down till 10 p.m. 
Best of wishes to the REVIEW, | 
David W. Ritson, 
— Station Engineer. 
Stellenbosch, | 
"Union of South Africa, 
February let, 1922. 
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The F.B.1. on Costs of Production. 


With reference to your interesting editorial under the 
above heading, may I say that you appear to have missed the 
pint in connection with the cutting of piece rates. When 
з time rate is paid it is on the assumption that а fair day's 
work will be done; and if on the payment being altered to 
ресе rate the workman produces, say, four times as much 
as he did before, it shows that when paid by time he did not 
do a fair day’s work, and that, therefore, the piece rate, 
which was based on the amount of work he did when paid 
by time, is too high. Your remark ''Pay the worker for 
what he turns out, even if he earns twenty pounds a week ” 
really means that if an employer, by bad luck or the artifice 
of the workman is led to believe that a certain article takes 
an hour to produce with reasonable industry and says he will 
pay Is. ld. each for these, he ought to be quite satisfied 
if Me workman then produces the articles in ten minutes 
each. 

My idea of an ideal piece-work system is somewhat as 
follows: It should be ascertained what is the maximum pos- 
sitle output of the work, i.e., the output of a very skilled 
man working excessively hard. Forty per cent. of this maxi- 


mum should be taken as the output for time rate pay, and’ 


ресе rate be calculated accordingly; but the workman's 
maximum earnings should be limited to eighty per cent. of 
the possible output. I suggest this maximum to prevent the 
man injuring himself by over-exertion, as I do not believe in 
encouraging a man to work excessively hard, and a workman 
son learns to judge his rate of working, so that the upper- 
limit would not often, if ever, cause injustice. I am aware 
that the scheme suggested is difficult and in some cases nn- 
posible to adopt, principally owing to the difficulty of ascer- 
taining what is the maximum possible output, and there 
is room for difference of opinion as to the percentages. I do. 
however, feel confident that something on these lines should 
be aimed at. Costs of production cannot be at the correct 
level if we pay time rate for less than a fair output or 
an excessive rate per unit for a large output. Both mean 
the cost per unit being too high, but if the cost in the two 
cases be the same, the latter is obviously the lesser evil. 


J. S. 
London, 


February 98th, 1999. 


[We have more faith in the rate-fixing methods of large 
factories than. to believe that an error, deliberate or not, of 
the order of six to one, in the time estimated to be occupied, 
could be made or agreed to. Output must be encouraged to 
spread overhead charges over a greater number of finished 
articles. Sales, and consequent profits, are, broadly speaking, 
not restricted. There is, therefore, no logical ground for 
limiting the earnings of the employé, whether on the staff 
or in the shops, except in accordance with his output.--Ebps. 
Eu Rev.) 


Christianity and Industry. 


Your recommendation in the Review, of February 24th, 

of the Christian Order of Industry and Commerce savoured 
to my mind somewhat of patronage. 
. No doubt it is very comfortable to have a belief that all 
i, if not well, at least shaping well, without any bother. 
This does not, however, do away with the fact that many 
(shall I say, most) business men and firms of to-day are not 
беп honest, never mind Christian. There is a very great 
need for some quickening spirit to do away with the general 
feeling that it is ‘‘ clever " to be dishonest and a liar in 
business. What traveller would refuse an order simply be- 
cause he has to say '' we have it in stock ’’? 

The electrical trade is not entitled to assume the Pharisee- 
like attitude of your leading article. How many thousands 
d yards of cable are installed in England to-day, which 
should have been '52,500-megohm grade °’? How many hun- 
dreds of “ galvanised ” fittings are painted ones? What 
ürms sell lamps strictly to their lamp agreement? 

The Contractors' Association had an elaborate system of 
tebates for exclusive purchasers of certain goods, cable, ac- 
cumulators and the like. What proportion of affiliated firms 
Pay any attention to these regulations save only the all-im- 
Wrtant one of claiming for their rebate? No, sir! from the 
lowest office boy who is told to say on the telephone ''our 
man is on his way, sir" to the highest director who profits 
by such methods and is the head of a ring or combine (are 
a things Christian?) there is a great need for a new out- 

UR. 

_ Some men do things in business they would blush to do 
Шш private life, and some men do things in both they ought 
fo blush for. 

When the day cornes upon which a business man points out 
to the Income Tax authorities that they have assessed him 

little, we may not need the ''Christian Order," but 
ШШ then kindly let us have as many aids to honesty as 


possible, 
Midway. 
March 3rd, 1922. d 


SALARIES OF TECHNICAL STAFFS. 


SOUTHAMPTON CORPORATION'S AUCTION. 


А SERIOUS difference has arisen between the Southampton 
Corporation and the E.P.E.A. and the E.T.U., as the organisa- 
tions representing the members of the technical staff of the 
Corporation’s electricity undertaking, owing to the follow- 
ing curiously-worded decisions of the Corporation. viz. :— 
“ With respect to all salaries and wages, not governed 
by awards, to recommend the Council in all cases where 
legally possible :— 


1 (a) That & reduction of 20 per cent. be made on all 
sums not exceeding £499 per annum. 

174 per cent. on all salaries from £500 to £699. 
15 per cent. on all salaries from £700 to £949. 
124 per cent. on all salaries from £950 to £1,249. 
10 per cent. on all salaries over £1,250. 

2 (a) All awards to be allowed to operate under the con- 
ditions which at present apply untal October Ist 
next, when the subject will again be considered. 

(b) With the exception of the technical and the elec- 
tricity works clerical staffs electricity award where 
special reductions are proposed, but if these do not 
become effectual by April Ist next the above reduc- 
tion of 90 per cent. shall apply in these instances. 

(c) Notices shall in all cases where necessary be given.” 

The Council adopted the above recommendations of the 
Parliamentary and General Purposes Committee by a 
majority of eight on February 22nd, and the notices referred 
to have been served upon all the members of the technical 
«taff of the undertaking and, in consequence, the executives 
of the organisations concerned take a serious view of the 
position created by such a challenge to the prestige of Joint 
Boards and Joint Industrial Councils. 

The Southampton Corporation accepted and put into opera- 
tion in July, 1920, the schedule of salaries and conditions of 
employment recommended by the National Joint Board for 
the Technical Staffs of Electricity Undertakings. 

Apparently the reductions provided in the schedule in 
accordance with the variation in the cost of living are not 
sufficient to satisfy the Corporation in its desire for 
“economy.” It is curious to note, however, that the decision 
of the Corporation is not applicable to any awards at present 
in operation, except in the case of the awards operating in 
respect to the electricity department. Further, the Council 
made its decision without consulting the emplovés concerned 
or the organisations representing them. In other under- 
takings such difficulties have arisen and an amicable settle- 
ment has been arrived at. either on the District Joint Board 
or the National Joint Board. 

The Southampton Corporation, however. appears to be 
under the misapprehension that it can make arbitrary de- 
cisions. Although the E.P.E.A. addressed several communi- 
cations to the Corporation, the latter has not «een fit to 
acknowledge them. The District Joint Board. at its meeting 
on February 27th, asked the Corporation to suspend the 
notices to the members of the technical staff pending the 
consideration of the matter by the National Joint Board. 
The Corporation, however, issued the notices, with the inti- 
mation that they would not operate if the employés concerned 
agreed to the reductions as proposed by the Corporation. 

The dispute thus becomes a challenge. Obviously, the 
correct method for the Corporation to have adopted was to 
have referred its grievances to the National Joint Board. 
Such a course is still open, and it is to be hoped that the 
wisdom of such a step will be sufficiently apparent to enable 
it to agree. We understand, however, that the withdrawal 
of the notices issued to the employés is essential before the 
organisations representing them can agree to the matter being 
referred to the National Joint Board. 


[Ad 


t 


Bradford Textile Society.—.\n interesting paper om h.p. 
electric transmission was read recently by Mr. Harry 5. 
Ellis, M.Cons.E., M.I.E.E., of Cardiff, before the Society. 
In the course of his paper Mr. Ellis said that pressures of 
33,000 volts were becoming fairly common in this country, 
and he believed 60,000 volts would shortly be adopted in one 
or more isolated cases; 33,000 volts now appeared to be the 
standard pressure in this country for all long-distance trans- 
mission, whether overhead or underground, when large 
amounts of power were to be dealt with. The largest span 
in this country was to be found in South Wales, where an 
11,000-volt, 3-phase, line erected for the South Wales Power 
Co. by Messrs. Callender’s Cable & Construction Ce. was 
carried by two tubular Kay poles spaced nearly 1,000 yards 
apart. In that case the dip or sag of the wires was more 
than 900 ft. А line spanning the Mississippi was slightly 
longer, namely, 3,182 ft. The longest transmission line in 
the world was 348 miles in length—belonging to the Southern 
Sierras Co., of California. The voltage was 90,000, which 
pressure was in the near future to be raised to 140,000 volta. 
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NBW PATENTS APPLIED FOR, 1922. 
(ХОТ YET PUBLISHED.) 


Compiled expressly for thie journal by Mzssrs. Szsrow-Jowzs, O'DsiL ano 
Stepmens, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


4,909. '' Telegraph and telephone systems," Ges. fur Drahtlose Telegraphie. 
February loth. (Germany, February 17th, 1921.) 

4,510. “ Thermionic generators of electric oscillations," Ges. fur Drahtlose 
Telegraphie. February lóth. (Germany, February 16th, 1921.) 

4,027. ** Rheostat for controlling electric iiphts for vehicles, &c.'" Albion 
Motor Car Co., Ltd., and T. B. Murray. February 16th. 

1,542. '' Method of electrically welding high-speed steel to tool shanks, &c.” 
E. Schoder. February 16th. 

4,557. ''Sand pipe adjusters for electric cars." J. Reid. February 16th. 

4,574. '' Electric lamp suspender." S. W. Hamlyn. February 16th. 

4,587. “ Charging secondary batteries." E. L. Burne. February 16th. 

1,602. “Closed circuit magnetic switehcs." Siemens & Halske Akt. Ges. 
February 16th. (Germany, March 3rd, 1921.) 

4.009. *'' Electric. switches." P. Merguin, February 16th. (France, Feb- 
ruary 18th, 1921.) 

4,615. ** Electrical resistance thermometers." A, 
Maeulen Co.). February 16th. 

4,618. '' Electro. magnets.” 
(Germany, February 17th, 1921.) 

4,620. '' Electric conductors and wiring for electric circuits," Е. W. 
Lancaster. February 16th. 

4.021. "'' Electric appliances for cleaning, fanning, &c."' 
February 16th. 

4,631. “ Ignition devices of internal-combustion engines.” 
February 16th. 

4.640. '' Submerged electro-plating shaking, scouring, &c., barrels." F. V. 
Breeden and F. R. Tubbs. February 16th. 

4,6530. '' Electrically-heated incubators.” A. J. Trott and E. L. J. Weight. 
February 17th. 

4,716. ©“ Means for automatically actuating electric switch at predetermined 
time." А. C. French Brewster and F. W. Sturgess. February 17th. 

718, ‘Control of electrically-propelled vehicles." С. F. Barnholdt and 
English Electric Co., Ltd. February 17th. 

4,739. "'' Electricallv-operated clocks." C. F. Johnston. February 17th. 

4.728. ‘Searchlight sky sign." E. W. Lamb. February 17th. 

4,734. *" Apparatus for regulating amplitudes in electromagnetic clocks.” 
M. P. Favre Bulle. February 17th. 

4,759. '' Visual signalling apparatus for colliery, &c., winding.” 
Hopkinson and J. Hopkinson & Co., Ltd. February l?th. 

4.766. '' Amplifier connections for wireless telegraphy.” J. Engl and J. 
Massolle and Н. Vogt. February 17th. (Germany, February 18th, 1921.) 

4,777. “ Electric switches adaptors." S. W. Amphlet. February 18th. 

4,791. '' Device for short circuiting flow of electricity to sparking plugs 
with brush for cleaning such plugs, &с.” G. W. Humphry. February 18th. 

4.794. '' Combined sparking plug and compression tap." С. J. Harris. 
February 18th, 

4,797. '' Electrical wall plugs." C. Oliver. February 18th. 

4,816. “© Sparking plugs." W. Danby and F. W. Dixon. February 18th. 

4.824. '' Electric measuring instruments," G. F. Shotter. February 18th. 

4.534.‘ Devices for indicating time of receipt of telegraph forms for dis- 
patch." H. P. Allin and О. Bruster. February IBth. 

4,835. “ Electrolysing fused salts of metals and recovering metals and acid 
radicles, &c." Е. A. Ashcroft. February 18th. 

3,923. *'' Apparatus for reception of signals in wireless, &c., telegraphy and 
telephony." J. В. Bolitho. February 20th. 

4.5. '' Electrical control of trains." А. R. Angus. February 20th. 

4.937. “ Obtaining characteristic curve of thermionic valve," G. R. Judge. 
February 20th. 

4.9398. '' Loud-sounding telephones." G. R. Judge. February 20th. 

4,943. " Means for regulating speed and voltage of dynamo-electric. ma- 
chines having permanent field magnets," British Thomson-Houstun Co., Ltd., 
and A. P. Young. February 20th, | 

4,944.“ Electro-m ignets."". British Thomson-Houston Co., Ltd. (General 
Electric Со, February 30th. 

4,946. '' Means for generation of electricity." A. Hewer and A. A. Sharples. 
February 20th. 

4,959. 8 Time-lag electric switch," R. S. Allen. February 20th. 

4.961. '' Magnetos." F. L. Hollister. February 20th. 

4,963. ''Universal electric current tapping connector." R. L. Chasselon. 
February 20th. 

4.982. “Printing telegraphs.” Soc. Francaise Radio-Electrique. 
20th. (France, March 29th, 1921.) 

4,983. '' Means for securing electric lamps in holders." F. C. Norton and 
Pulsometer Engineering Co., Ltd. February 30th. 

4992. “ Tramway trolley-head." A. Challinor. February 21st. 

013. ** Tramway rails, &с.” G. H. Walker. February 21st. 

9.017. "' Head-lights for motor-cars, &c."  Calihorpe Motor Со, (1912), Ltd., 
and J. P. Hillouse. February 21st. 

(8. “Jigs for assembling and electrically-welding parts of automobile 
bodies, &c." E. G. Budd Manufacturing Co. February 21st. (United States, 
March 15th, 1921.) 

5051. '' Railway signalling systems." 
Co., Ltd. February 21st. 

5.060. ** Insulators for supporting electric conductors." R. J. Каша and 
A. H. Railing. February 21st. 

1,069. '* Synchronous dynamo-electric machine," British Thomson-Houston 
Co.. Ltd. (General Electric Co.). February 21м. 

9,070. “ Electric incandescent lamps." British Thomson-Houston Co., Ltd. 
(General Electric Co.). February 21м. 

9,073. “ Electric automatic regulators," G. A. Cheetham and Metropolitan- 
Vickers Electrical Co., Ltd. February 21st. 

0.085. '* Electrically-controlled direction-indicators for vehicles.” 
Watts. February 21st. 

" 3.001. *'' Wireless telegraph receiving systems.” 
21st. 

5.093. “ Magnetic blow-out devices for electric controlling apparatus." J. 
Anderson and G. Ellison. February 2st. 

5.096. “ Thermionic tubes, &c." J. H. Whittaker-Swinton. 

5,115. “ Electric motors." M. W. Woods. February 21st. 

29,157. ''Ineindescent. safety lamps for mines." L. F. E. Ferrette. Feb- 
ruary 22nd. (France, February 23rd, 1921.) 

5,170. * Electrical. instruments, &c." W. K. Barker, S. G. Jones, and 
C. P. Ratcliffe. February 22nd. 

0,184. ** Magnetic clutches.” J. W. Hall. February 22nd. 

5.193. © Bonding-device for metal-covercd eketric wires.” J. B. Belcher. 
February 22nd. 

2.201. “ Production of intermittent electrical conditions.” 
Anson, February 22nd. 

5.207. “ Electric. switches.” British Thomson-Houston Co., Ltd. (General 
Electric Co.). February 22nd. Е 

5.209. '' Transmission of messages through cables having a high electro- 
static capacity," С. J. Coleman. February 22nd. 

9.236. “ Electric switchgear.” Metropolitan-Vickers Electrical Co., Ltd. 
February 22nd. (United States, June 30th, 1921.) 

S251. '' Device for tuning high-frequency electric oscillating circuits for 
wireless telegraphy, &c." К. E. Edgeworth. February 23rd. 

5.253. “ Electric transmission systems." А. M. Taylor. February 23rd. 

5,294. “ Sparking-plug cut-out." G. Wright. February 23rd. ` 

5:49. ''Dynamo-electric machines." R. D. Archibald. February 23rd. 

5,315. '' Electric are welding." A. X. McCarthy, H. Martin, and L. J. 
Steele. February 23rd. 


W. Mathys (Wilson 


Siemens Schuckertwerke. February 16th. 


E. W. Lancaster. 


F. H. Royce. 


R. A. 


“ebruary 


> Automatic Telephone Manufacturing 


F. H. 
H. J. Round. February 


February 21st. 


H. St. G. 


5,321. “ Apparatus for production of high-voltage currents, applicable to 
thermionic valves, &c." A. W. Sharman. February 23rd. 

5,337. '' Motorcar current-distributors." H. R. Bellinger. February 23rd. 

5,351. '* Electrically-heated tools.” British Thomson-Houston Co., Ltd. 
(General Electric Co.). February 23ed. 

5,309. * Electric indicators for doors." W. R. James and А. L. Nicker. 
son. February 23rd. 

3.373. ** Apparatus for testing electrical spark-producing appliances under 
pressure." L. Walker. February 23rd. 

5.8376. "' Electric heating devices." E. Schattner. February 23га. 

9,978. * Selectively transferring electrical oscillatory energy." H. G. С, 
Fairweather (W. Dubilier). February 23rd. 

3.379. '' Generation and modulation of electrical oscillations." Redio Com- 
munication Co., Ltd., and J. Scott-Fagyart. February 23rd: 

3,380. ** Radio frequency signalling systems," Radio Communication Co. 
Ltd., and J. Scaott-Tapyart. February 23rd. 

5,392, ** Trackless trolley vehicles." G. N. Cadbury and А. W. Maley. 
February 23rd. 

0,398. © Arrangement for recovery of energy in electrical railway systems.” 
E. Santuari. February 23rd. (Germany, October 12th, 1920.) 

5,411. “ Alternating-current machines.” H. Frei. February 23rd. (Swit- 
zerland, February 23rd, 1921.) 

2,112. * Rotors for centrifugal compressors," Akt. Ges. Brown, Boveri et 
Cie. February 23rd. (Switzerland, May 14th, 1921.) 

5.115. “ Coupling of inductance coils for wireless apparatus." J. Н. 
Reeves. February 23rd. 

5,434. “ Automatic circuit-breakers." J. F. Sutton. February 24th. 

5,442. '* Hend-lamps for motor-vehicles." W. W. Lewis. February 24th. 

5,472. '' Electric transmitter microphones.” E. D. Young. February 24th. 

9,489. “Automatic commutators or switches." M. Y. L. Dufour. February 
24th. 

5,498. ‘ Electric contacting-device." J. R. Quain. February 24th. 

5,509. *'' Electric soldering-irons." J. F. Cesuille. February 24th. (France, 
June 15th, 1921.) 

5.923. ** Electrically-operated mining plant.” Metropolitan-Vickers Elec- 
trical Co., Ltd., J. F. Perry, and A. Stubbs. February 24th. 

5,941. “ Tubes and leads for high electric tensions."  Meirowsky & Co., 
Akt. Ges. February 24th. (Germany, March 19th, 1921.) 

5,545. '' Telephone exchinge systems," Western Electric Co., Ltd. (Western 
Electric Co., Inc.). February 24th. 


PUBLISHED SPECIFICATIONS. 


The numbera in parentheses are those under which the tions will be 
printed and abridged, and all subsequent proceedings will be takea. 


1920. 


20,919, “ Paper-insulated wire, especially army cable." V. Planer. July 
24th, 1917. (149,005.) 

25.357. ** Automatically reclosing electric circuit-breakers.'" E. С. Raney. 
September 2nd, 1920. (174,971.) 

26,244. '' Syntonisation of circuits used in wireless signalling." К. C. 
Galletti. September 13th, 1920. (174,975.) 

27,490. “ Miners’ electric lamps." Thor Electric Safety Lamp Co., Ltd., 
and J. W. Jones. September 27th, 1920. (174,976.) 

25,101. '' Thermionic or vacuum tubes or the like." А. G. T. Cusins and 
J. H. Whittaker-Swinton. October 4th, 1920. (174,980.) 

28,250. “ Electric accumulators." Soc. de l'Accumulator Tudor. November 
oth, 1919. (153,570.) 

28,672. '' Molds for battery jars and similar hollow articles.'' India-Rubber 
Co. December 18th, 1919. (155,5606.) 

29,185. “ Process of and apparatus for the electrical precipitation of sus 
pended particles from gaseous inedia." Dr. A. L. Mond (International Pre- 
cipitation Co. Inc.). October loth, 1920. (174,995.) 

30.265. *' Electrode holders for electric arc welding and the like operations." 
W. H. Flood, D. T. Smout, A. C. Cutting and Welding Co., Ltd. October 
26th, 1920.  (174,997.) 

30,307. “ High-trequency interrupters.” — Ges. fur Drahtlose Telegraphie 
and Dr. A. Hanni. November 7th, 1919. (153,576.) е 

30,826. ‘ Amplifier connecting apparatus for telephonic installations.” 
Siemens & Halske Akt. Ges. October 31st, 1919. (153,301.) 

31,223. '' Incandescent electric lamps." British Thomson-Houston Co., Ltd. 
(General Electric Co.). November 4th, 1920. (175.025.) 

31,340. *'' Electric luminous devices." British Thomson-Houston Co., Ltd. 
(General Electric Со). November 5th, 1920. (175,032) 

31.372. ** Electrically-heated vulcanising apparatus." W. H. Welch and 
Harvey, Frost & Co., Ltd. November 5th, 1920. (175,036.) 

31.529. *' Electric indicating and measuring instruments."' British Thom- 
son-Houston Co., Ltd., and R. C. Clinker. November 8th, 1920. (175,052. 

31,556. "' Device for airtight-jointing metal vapour rectifiers and like 
vacuum vessels." Gleichrichter Akt. Ges. November 7th, 1919. (153,585. 

31.711. *' Electrical igniters." — C. Payne and J. Wyld. November 9th, 
1920. (175,060.) 

31,891. * Miners’ electric safety lamps," J. Davis & Son (Derby), Ltd., and 
G. Dearle. Novesnber lith, 1920. (175,074.) 

32,281. ** Electric switches and the manufacture thereof." J. A. Crabtree. 
November 16th, 1320. (175,081.) 

32.288. '' Electric relays or like electro-magnetic apparatus." Automatic 
Telephone Manufacturing Co., Ltd., and P. N. Roseby. November 16th, 170. 
(175,083.) 

32.448. ©“ Dynamo-electrie machines.” British Thomson-Houston Co., Ltd. 
(General Electric Co.). November 16th, 1920. (175,084.) 

32,438. '' Earthingt-clips for electric conductors." E. Swainson. November 
16th, 1920. (175.085) 

32,451. '' Method of and apparatus for the control of electric supply plant.” 
H. J. Read and W. J. Bransom.: November 17th, 1920. (175,088.) 

32,300. Manufacture of electric incandescent lamps," Naamiooze Vennoot- 
schap Philips’ Glocilampenfabrieken. November 2Ist, 1919. (154,190.) 

32,820. *'' Holders far electric cable lamps." J. W. Elliott and Edison 
Swan Electric Co., Lid. November 20th, 1920. (175,098.) 

33,099. “Connecting fittings for electric lights and the like." Е. J. 
Tregoning. November 24th, 1920. (175,103.) 

33.117. ‘* Sparking plug." R. B. Elliott. November 24th, 1920. (175,104.) 

435,915. ''Lockin;-ring for incandescent electric lamps." W. Methven. 
December 22nd, 1920. (175,158.) 

36.127. “ Diaphragm mountings for telephones or other acoustical devices." 
W Stott and Telephone Manufacturing Co. (1920), Lid. December 28rd, 
1920. (175,160 ) 

36.321. ‘* Measured telephone systems." Automatic Telephone Manufacture 
ing Co., Ltd., C. Gillings, and R. Mercer. December 29th, 1920. (175.163.) 

36.528. '' Electrical furnaces.” А. Eüuner. July 18th, 1914. (156,133.) 


1921. 

3.683. “ Magneto-ignition apparatus for 
Scintilla. February 4th, 1920. (158,834) А 

4,619. © Electrical circuit interrupters.” Metropolitan-Vickers Electrical 
Co., Ltd. April 23rd, 1920. (162,267.) 

12,370. © Electro-magnetic relays or like devices.” 
Manufacturing Co., Ltd. May 6th, 1920. (162,673.) 

27,533. “ Starting devices for three-phase short-circuited motors.” Berg- 
mann Elektricitats-Werke Akt. Ges. October 25th, 1920.  (170,579.) 

29,490. '' Miners’ or other electric lamps." E. A. Hailwood. August 25th, 
1920. (Divided application on 174,664.) (175,230.) 


. А . se 
internal-combustion engines. 


Automatic Telephone 
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THE LOCK-OUT OF THE ENGINEERS. 


Sixce we last commented upon the dispute in the engi- 
neering industry the situation has materially changed, 
and changed for the worse. It will be remembered that 
a majority out of approximately one-fifth of the 
membership of the A.E.U., decided upon the rejection 
of the terms agreed upon between the employers and the 
representatives of the Union. Successful efforts were 
made to bring about a resumption of negotiations, but 
no accommodation was arrived at. The men proposed to 
drop the important provision that *' instructions of the 
management shall be obeyed pending any question 1n 
connection therewith being discussed in accordance with 
the provisions referred to," and in substitution for the 
clause providing that the Union should not interfere 
with the employers! right to exercise managerial func- 
tions, and that the employers should not interfere with 
the Union's proper functions, it was proposed that ** the 
right of the employers to exercise тап: agerial functions 
shall continue as hitherto," the Union retaining the 
right to continue to perform its proper functions. 
Here, of course, a vital change of front 1s observable. 
It is clear that the men must have considered that the 
right of the employers to manage their w orks needed some 


safeguard from their point of view. The employers 
said: € We want the right to manage without interfer- 


ence from the Union," and to this the executive agreed. 
Both parties, then, in November, 1921, were at one in 
the view that there was at that time interference with 
what the employers regarded as their functions; and 
it cannot be doubted that in conversation and discussion, 

the nature, scope, and limitations of that interference 
were thoroughly looked into. A four-fifths majority of 
the member rship of the Union listlessly allowed the 
opportunity of expressing their views upon a matter 
which affected them vitally to pass by, so that the irre- 
eoncilable minority, аз alw avs, had its way. The 
agreed. terms were turned down. In passing we would 
remark that it appears quite as logical to consider that 
the non-voters were in favour of the terms as to con- 
sider that thev were in favour of their rejection, which 
is what the present situation amounts to. It might pos- 
sibly have the effect of stirring up the lageards if it 
were arranged, in any case of the kind, that those who 
would not take the trouble to vote would be held to have 
voted in favour of the settlement; or it would perhaps 
be possible to enact that a vote of less than 51 per cent. 

of the membership in favour of any partic ‘ular course of 
action should be regarded as indecisive, and the ques- 
tion should be pnt to the membership again. Mr. 

Clynes. who generally knows what he E talking about in 
labour matters, gave it as his opinion that another ballot 
should be taken in the present ease, provided that the 
employers would consent to а postponement of the 
notices, as we think they would have done. 

To resume—the reply of the men has been altered 
from consent to managerial functions remaining in the 
hands of the employers, to ‘‘ the right shall continue as 
hitherto." On being asked what this meant, private 
consideration lasting an hour produced the reply that 
only the war-time agreements were contemplated; or. 
in their own words, ‘“ That we inform the employers s that 
under our proposals instructions will be observed in the 
same way as from the date of the York memorandum, 
1914, and existing agreements." From ‘‘ we will not 
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interfere," they had come to ‘‘ we will not interfere 


more than we have been doing for the last seven or eight 
vears’’; so that the position which the executive must 
be taken to have agreed to regard as intolerable was to 
be continued. 

Moreover, overtime was to be limited to the trifling 
amount of 30 hours per month, and not only so, but 
the men who worked overtime were to have equivalent 
time off, to provide that men should not work more than 
the normal number of hours per week. That means 
that, in certain emergencies, in a normal month's 
work, thirty hours would be paid for at time-and-a-half. 
There would clearly be no increased output, for the 
whole argument in favour of a reduction of hours was 
that long working periods onlv exhausted the worker 
and did not increase production. During overtime, 
then, efficiency would be low, and costs would be high; 
and men were to have several days of fully-productive 
and less expensive time compulsorily docked, so that 
any beneficial result that might have been obtained 
should be nullified. | 

This is “ea? саппу”” in its worst form. lt must 
surely be abundantly clear to the men that unless works 
are being run on a reasonably high level of production, 
it wil not pay emplovers to keep them open at all. 
Overhead charges increase disproportionately when out- 
put falls off, and the works might as well be shut down 
as run at a loss. When they are shut down there 1s at 
least no expenditure on power and light, and we are 
quite prepared to learn that the permanent staffs will 
be reduced or suspended if the interruption lasts lone. 
This contingency was only narrowly avoided during the 
coal stoppage last year. We are not now suggesting 
that the staff should receive more consideration than 
the manual workers. We onlv wish to make it clear 
that the emplovers have a number of methods of effecting 
economies which have not yet been exploited, and they 
will not hesitate to use them. There are already in- 
stances in which staffs have been reduced and the sur- 
vivors made to work overtime for a night a week, and 
there is no time-and-a-half about it, either. The staff 
workers are invited to think themselves lucky to be in 
a job at all. 

The fact that the lock-out has already begun cannot 
fail to have an exacerbating tendency, not only on the 
engineering trouble, but on the shipbuilding and the 
dockers’ negotiations. Nevertheless, having been 
shown that the employers are in earnest, the Union 
should, we uree, arrange another ballot. and see that 
the members record their votes. The word “ballot "' 


means a secret method of voting, and of course the 
voting must be secret, so that there may be a free 


expression of views, with no intimidation or victini- 
sation. 

On the other hand, it must not be forgotten that 
engineers have been for a long time miserably 
badly paid as compared with workers in some other 
trades. Skilled men in this, one of the most im- 
portant of kev industries, are paid less than unskilled 
workers in some industries of no greater importance. 
Engineering emplovers, therefore, should make allow- 
ance for the conservatism of the men whose comfort, 
whose very means of existence, is regarded as threatened 
by any improved method of production. The fear of 
unemplovment is à very terrible fear, and we are sorry 
to see unemployment deliberately inflicted upon a large 
number of the best workers of the country—of the 
world, in fact—bv the emplovers in an industry in 
which the need for an enlightened policy of strenuous 
advancement was never greater than at the present 
time. Every effort should be concentrated on meeting 
foreign competition. It is not only by research 
and the endowment of brains that progress is to be 
made. The capable leading of the multitude of workers 
is even more necessary. What is happening in those 
works in which works committees have been functioning 
for years? Have thev no word of guidance in the 
present darkness? If thev have, then in the name of 
humanity let them speak it now. 


\ a 


Oxs branch of activity of the Depart- 
ment of Overseas Trade is connected 
with what is known as Form K. This 
form consists of a questionnaire relative 
to the lines of goods dealt in by prospective oversea 
buyers and a few other details of utility to the United 
Kingdom exporter. ‘The information thus collected by 
H.M. Trade Commissioners, Commercial Secretaries and 
Consuls abroad is circulated amongst approved recipi- 
ents in such a way as to prevent unauthorised persons 
from obtaining advantage from it. Under the method 
adopted, the questions on the Form are numbered, whilst 
on the replies only the number is given by the side of 
the reply. No one but the Departmental Officers and 
the approved recipient has the key to the questions, 
und by this means the replies are kept confidential. 
From an announcement made in The Times Trade Sup- 
plement it appears that Admiral Henry Campbell has 
devised a system by which a greatly extended use could 
be made of Form K at à minimum expense. Ву classi- 
fying numerically the chief import and export commodi- 
ties and applying a special code to them and to the 
Form K questionnaire Admiral Campbell has provided a 
very economical cable code by which inquiries may be 


Form К _ 
Cable Code. 


rapidly transmitted to British merchants and manufac- 


turers. 
oi it. 


It is to be hoped that good use may be made 


As in the case of the original Bill of 
The Electricity 1919, the opposition to the Electricity 
Supply Bill. (Supply) Bill in the House of Lords is 
largely based upon misconception of the 
intention of the Bill and ignorance of the actual circum- 
Lord  Bessborough, for instance, suggested 
that the local inquiries held by the Electricity Commis- 
sioners had been, so ‘far, fruitless, that not a single 
order had been issued for any of the schemes that they 
had propounded, and that not a single scheme had been 
accepted by any of the local authorities concerned, which 
is contrary to the facts, as our readers know. Again, 
he declared that the London inquiry had had no result, 
a statement which was equally erroneous. Whatever the 
source of his misinformation, it is deplorable that the 
work of the Comunissioners should be so grossly 
misrepresented. -Lord Haldane recognised the urgent 
necessity for passing the Bill, as would be er 
pected, he having been chairman of the Coal 
Conservation Sub-committee, whose report gave rise 
to the Act of 1919; but Lord Buckmaster's speech 
was a travesty of the facts, for he wholly ignored the 
control of the Minister of Health over the borrowing 
powers of local authorities provided for in the Bill, and 
stated that the local authorities would be able to do what- 
ever thev pleased in giving financial assistance to the 
Joint Electricity Authority, which itself, by Section 1, 
inust obtain the sanction of the Electricity Commissioners 
to the loan and to the terms of repayment. Moreover, 
he said that schemes promoted under the Bill would not 
have to go before Parliament; this is incorrect, for 
every such Order made by the Commissioners must 
necessarily be approved by Parliament, in accordance 
with the Act of 1919. The Marquess of Salisbury also 
wronely assumed that local authorities would have 4 
free hand, and that the Bill would increase the burden 
of rates. The local authorities will have no more liberty 
than they have at present, when every capital outlay 
has to be sanctioned by the Electricity Commissioners. 
With regard to private enterprise, as we pointed out 
last week, the Bill goes a long way to safeguard the 
interests of power companies, and legalises the alliance 
of municipalities and companies, on lines which have 
long been followed with success on the Continent and 
elsewhere. A torrent of uninformed but highly 1m- 
avinative abuse has been poured upon the Bill by 4 
financial organ. acting ostensiblv in the interests of 
private enterprise under the cloak of economy—but 
really advocating precisely the reverse; it would allow 
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*the existing companies and municipal authorities to 


carry on in the future as they have so'ably-done in ' 


the past "—the old story—what was good enough for our 
fathers must be good enough for us. But we have 1t 
on most excellent authority, both municipal and com- 
pany, that immense savings of capital will be effected by 
the co-ordination and co-oper ation which will be made 
possible . only by the passing of this Bill. In this con- 
nection we are glad to note that Sir Harry Renwick on 
Tuesday last paid a well-earned tribute to the great ser- 
vices Which the Electricity Commissioners are rendering 
to the community, and we cordially endorse his remark 
that а) who have the real interests of the industry at 
heart will give Sir John Snell and his colleagues their 
most lov al suppor 4 


Tus modern university is in closer 
touch with the public than the older 
institutions, and possesses great poten- 
tialities for promoting the welfare of 

; British industries, quite apart from its 
normal work in the class-rooms and laboratories. ‘Two 
instances of the ways: in which publie service can be 
rendered have recently come under our notice, both, as 
it happens, emanating from Yorkshire, but both being 
typical of similar functions fulfilled: by universities 
situated elsewhere. | 

[n an interesting paper read before the Hoyal Society 
of Arts by Mr. E. V. Evans, F.L.C., on problems in 
the gas industry, special reference was mude to the 
work of the University of Leeds in the conduct of inves- 
tirations relating to the chemistry of gas manufacture, 
in conjunction with the Institution of Gas Engineers; 
aud at Sheffield University the Department of Applied 
Science last week made a special effort to awaken the 
interest of the cutlery and tool-making trades in modern 
methods of heat-treatment of steel. How necessary this 
is nay be judged from the fact that these trades, in 
which Sheffield leads the world, have centuries of tra- 
dition and custom at their backs, and it is only with 
the vreatest difficulty that a new process can be intro- 


Universities 
Educating 
the Public. 


duced. When stainless steel was first placed on the 
market, it acquired a bad name for domestic cutlery, 


because the cutlers insisted on following the methods of 
hardening and tempering which they knew to be suc- 
cessful with ordinary steels, and it took some vears for 
the manufacturers of stainless steel to make them under- 
stand that that material required wholly different treat- 
ment. As we recently explained, stainless steel is not 
only as good as, but much better than, ordinary steel 
fur Numerous applications—provided that ш appro- 
priate heat treatment is adopted. 

The Sheffield demonstration was open to the public, 
and workers were invited: to bring their own samples 
of knives, razors, &c., for hardening. An automatic 
electric hardening furnace was at work, as well 
as mutle furnaces heated with coke, but the former, 
which gives absolute certainty of attaining the de- 
-sired results (using the change- point indicated by the 
loss of magnetism as an infallible guide) WAS naturally, 
nay we say, the prèce de résistance. The eléctric 
hardening furnace ‘is less expensive than gas furnaces, 
and gives better results; and by pressing these facts 
upon the attention of the manufacturers, who cannot 
hope to compete successfully with their foreign rivals 
unless they adopt up-to- date methods, the University of 
Sheffield is performing excellent work. 


a"; 
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: Herr Karr FRIEDRICH von SIEMENS, 
addressing the shareholders in the 
Siemens & Halske Co. at the recent 


The Situation 
of the German 


ea! ‘annual meetine, stated that às a result 
ndustry... p the quiet labour conditions in 1990- 


21, it was possible to calculate with 
?reater certainty and thus reduce prices and at least 
quote fixed prices for those articles which did not re- 
quire a tong time for production. ^ All hopes associated 
vith this quieter development were all at once destroyed 


\ 


ut the end of the financial year through the fall in the 
mark, and a chaos had occurred in-economic calcula- 
tions, which was much greater than had ever previously 
existed. The directors had believed that they ought to 
limit the dividend to a rate of 20 per cent. Applied to 
the nominal value of the shares, this corresponded to a 
yield of only 0.4 per cent, in gold and a yield of 1.8 
per cent. in paper according to the share quotation for 
the day. In reaching this "decision the directors had 
taken into consideration future periods, and had held 
back the funds as far as possible. It was necessary to 
overtake what had been neglected during the war and 
the period of the revolution, and this policy was in the 
true interest of the shareholders. The. company had 
already begun to adapt a number of antiquated instal- 
lations to present requirements. Although the elec- 
trical engineering firms in general had prevented the 
sale abroad of German manufactures at “slaughter "' 

prices, seeing that they had adjusted themselves to the 
market prices in the individual countries, they had 
been compelled to notice that the price difference in no 
way corresponded to the difference between the inland 
and foreign purchasing power of the mark. This was 
to be attributed in some measure to the circumstance 
that the scarcity of orders in other countries had led 


toa reduction in sale prices, but it was due for the 


most part to the still declining efliciency of German 
economy. The chairman stated in this connection that 
he was convinced that under equal conditions, such as 
formerly existed between other countries, German ių- 
dustry would at present no longer be able to compete in 
the world’s markets. 

This inadequate economic force was at present only 
veiled by the difference between the auter and the inner 
purchasing power of the mark. As to the new financial 


_year, Herr Siemens remarked that the first months had 


been under the influence of the exchange. Customers, 
who had hoped for a further reduction in prices and 
had therefore withheld their orders, then ` came forward 
to avail themselves of the low prices still prevailing, 
and the orders booked were consequently considerable, 
so that most of the company’s departments would be 
fully occupied for months forward. In conclusion, he 
remarked that it naturally could not be foreseen how 
conditions would develop in connection with the further 
depreciation, of the mark. 
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; | ArrHOUGH the Hydro-electric Power 
Canadian = Commission of Ontario has.. had so 
Hydro-electric successful a career, and has developed 
Power. the use of electricity to such. an enor- 
mous extent within the area which it 
serves, its path 1s uot altogether free from obstacles and 
difficulties. As recorded in our *“ Notes from Canada,’’ 
if had planned а system of electric railways connecting 
important centres, which had received the cordgal ap- 
proval of the inhabitants of the towns concerned, but a 
Royal Commission of Inquiry appointed by the Provin- 
cial Government reported adversely to the scheme, and 
the Government consequently withheld. its support, to 
the great indignation of the local municipalities. 
Since then, further trouble has arisen, owing to the 


. outlay on the Queenston-Chippawa Power Development 


having greatly exceeded the anticipated amount. As 
mentioned in our last issue. there was an excess expendi- 
ture last year over the estimates of the Hydro-electric 
Power Commission of no less than three millions sterling ; 
as a result of this, Colonel Carmichael has resigned his 
membership of the Commission, and it is expected that 
Sir Adam Beck will cease to be thairman.’ The Con- 
mission controla a total capital: investment amounting 
to over 72 million: dollars, say, 15 millions ‘sterling 
(October, 1920), which hv’ now must have been consider- 
ably increased, and comprises five members, including 
the secretary and the chief engineer ; it has magnificent 
achievements to its credit. but recent events render it 


' probable that its constitution will be changed, and that 
115 operations will d brought" more : : difectlyt under 


t 
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THE WHITLEY SYSTEM IN ELECTRICITY SUPPLY. 


WORKS COMMITTEES. 


THe National Industrial Council, with the concurrence 
of the thirteen District Councils, has recommended the 
setting up of Works Committees in individual under- 
takings, and has issued a constitution giving the broad 
lines on which these should be formed. Up to the pre- 
sent this recommendation has been very inadequately 
responded to. There seems to be a feeling that these 
Works Committees are a matter of subordinate and 
indeed unimportant detail, hence the general inactivity 
in this matter. 

The assumption is fundamentally wrong. Works 
Committees are an integral part of the Whitley system ; 
indeed, when Works Committees play no part the scheme 
is in a most imperfect form and rests on a very insecure 
foundation. The Whitley scheme assumes Works Com- 
mittees to be the foundation; the superstructure is the 
District Councils and the National Council. Without 
Works Committees the motive underlying the whole 
Whitley proposal cannot be carried out. 

The whole idea of the Whitley system is to establish 
and continue good relations between employers and em- 
ployed. In so far as the National Council and the 
District Councils arbitrate on fair rates of pay and 
proper working conditions, so far this end is achieved, 
but beyond this it is obvious that District Councils can- 
not go. The contact between employers and employed 
through the National Council or tle District. Councils 
is only between certain employers’ representatives and 
the Trade Unions’ executives or officials. ‘Phere is no 
direct relationship for good or evil established between 
the employer and employed in any individual under- 
taking. Obviously, therefore, in this respect the pre- 
sent scheme in the electricity supply industry fails. 
Such direct relationship can obviously only be obtained 
by an organisation ?452de the undertaking, and this is 
the reason why the Works Committee 1s an important 
part of the Whitley system. The new relationship 
which the Whitley Report seeks to establish between the 
two sides is a relationship between the individual 
employé and the individual employer, and it postulates 
that this can only be done by their being brought into 
intimate contact, and this intimate contact, 1t considers, 
is best attained through a Works Committee. 

In the electricity supplv industry we first formed a 
National Council and then formed District Councils, 
and last of all, instead of primarily, proceeded to form 
Works Committees. Although this was theoretically 
wrong, still, in the circumstances, it was the only way 
to set to work. The industry was in a state of chaos so 
fur as industrial organisation was concerned, and cer- 
tainly as regarded wages and working conditions. ,It 
was only by working from the top that the last two 
items could be reduced to some sort of order. That 
practically complete order has been instituted, so far as 
wages and working conditions are concerned throughout 
the whole electricity supply industry, is the outstanding 
achievement of the National Council and the District 
Couneils, a successful achievement which seems to have 
no parallel in the Whitley Council of any other industry. 
Had the establishment of Works Committees been under- 
taken at the outset while there was such universal] dis- 
satisfaction over anomalies in wages and working con- 
ditions, the result might have been most embarrassing, 
and indeed hindering, to the work of the District Coun- 
cils. At the present time, however, now that the ground 
lias been cleared in this respect, there is the more pressing 
urgency for Works Committees to be formed. .In the 
first place, unless this is done there is a certain amount 


of danger that the whole Whitley scheme will slow down. , 


The National Council has done its chief work, and the 
District Councils are now engaged on clearing up and 
settling detail. But the nearer one gets to order and 
system in wages and working conditions throughout the 
industry the more will the ratzonale of the National 
Council and the District Councils be reduced. "There is, 


indeed, a danger of this fine organisation dropping into 
a kind of ''sleeping sickness." Its chief duty will 
apparently have been done, and there will be a tendency 
for it to gradually cease to be an important factor in the 
industry. This weukness is due to its being looked upun 
somewhat as an ad hoc body instead of being an organic 
part of the industry, and this because the basal third 
estate (the Works Committee) is missing. 

However well the Whitley system in the electricity 
supply industry has dealt with wages and working con- 
ditions, 1t has done nothing in establishing a medium 
for direct relationships between individual employers 
and employed. The point of contact has not only been 
merely between the Trades Unions and the employers’ 
representatives, but in certain cases the actual Trade 
Union representatives are not even in the industry, 
being either officials or engaged in some other trade. 
This means, of course, that the individual employe is 
connected with his District Council only through lis 
Trade Union. The employé naturally, gets to look on 
the District Council as a kind of fighting ground to 
which he sends the champion of his cause, quite an alien 
spirit to that assumed by the Whitley Report. Не can 
indeed know nothing about what takes place at the 
meetings of the Whitley Councils, except through these 
Trade Union channels. All the good relationship which 
comes from direct intercourse with the employers through 
a Works Committee is entirely lacking. 

Under the present truncated Whitley system, in spite 
of the apparent general concord, there may even at this 
moment be a deplorable atmosphere of seething discon- 
tent and suspicion among the emploves of апу one 
undertaking, a state of affairs which it 1s the special 
duty of the Works Committee to counteract. Maore- 
over, the necessity for Works Committees, and a hopeful 
future for them, is much greater in the electricity supply 
industry than probably in auy other industry. In many 
industries there is a constant change of personnel, but in 
the electricity supply industry the permanency of em- 


. ployment affords specially good condtions for the forin- 


ing of permanent good relations through Works Counnnit- 
tees. The good results are, so to speak, carried forward, 
since the staff is practically the sanie year after year. 

Again, the formation of Works Committees 15 à rivht 
step in the direction of devolution. There has been 
considerable talk lately of the over-organisation of 
Trade Unions by which the Executive gets an entirely 
autocratic control and the individual worker becomes a 
negligible factor. Now, in sectionalising, by way of 
Works Committees, the views and influence of the 
individual workers are obviously given an altogether 
new channel through which to work. (This does not 
mean that Works Committees would be in the slightest 
degree inimical to the Trade Unions ; quite the reverse, 
as the members of the Works Committees could be chosen 
on à Trade Union basis, and, of course, work fully in 
harmony with their local Trade Union organisation.) 
The Whitley scheme, in fact, pre-supposes the desirability 
of such devolution, but it can only be carried out when 
Works Committees become a part of the organisation. 

As to the structure of the Whitley scheme being incom- 
plete without the Works Committees, it is obvious that 
when the scheme depends for its sub-structure and sup- 
port on a large number of Works Committees, composed 
of both sides, it is in a much more stable condition than 
when it practically depends upon merely Trade Union 
executives and employers’ associations as at present. 

The incidental advantages of Works Conunittees, во 
far as the individual undertaking is concerned. are 
another matter. "There are quite sufficient advantages 
to warrant the establishment of Works Committees 
irrespective of their forming part' of the Whitlev scheme. 
but the foregoing notes deal with the Works Committees 
аѕ an integral part of the Whitley scheme in the elec- 
tricity supply industry. 
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THE 


AUTHORITY OF THE ELECTRICITY COMMISSIONERS. 


By W. S. KENNEDY. 


Some Legal Questions under the Act of 1919. 


Tug Elecirieity Supply Act, 1919, provides (Sec. 11) 


that, notwithstanding any provisions of any special Act, | 


shall not be lawfut for any authority, company, or 
person to establish а new, or extend an existing, genera- 
ung station Without the consent of the Electricity Com- 
missioners. The Commissioners may not refuse consent 
nor impose conditions to which objection is raised unless 
they have held a local inquiry into the matter. 

It has been suggested that this provision is the ex- 
pression only of a threat which cannot be carried out, 
and that a local authority or company undertaker dis- 
regarding it has nothing to face but the moral 
disapproval of the Commissioners. This view—pre- 
sumably based on the absence in the statute in question 
of any specific penalty for disobedience—is not borne 
eut by the authorities, nor is it one which could com- 
mend itself to any lawyer. The law may deserve— 
frequently does deserve—imany of the hard things said 
about it, but it is not so futile as not to be able to 
prevent that being done which is expressly declared un- 
lawful where prevention seems desirable or necessary. 

The object of a statute is ultimately to declare the 
resolution of the Legislature—the supreme authority— 
that people should do or refrain from doing certain 
particular acts. In certain cases the statute sets out 
the procedure for its own enforcement, and lays down 
the penalties which may be exacted by the Courts for 
disobedience. In such cases, prima facie, such proce- 
dure must be adopted, and such penalty is the only one 
which can be enforced. But this rule is subject to 
exceptions, so that even here the residuary power of the 
law, so to speak, is not exhausted, 

Where the means of enforcement are not provided in 
the statute—as in the case under consideration—the 
Legislature has assumed that the ordinary law is 
sufficient to ensure obedience to its decrees: an assump- 
tion which finds expression in the legal maxim, ‘ube 
jusibi remedium.’ At conmion law a breach of a statu- 
tory command is, in the absence of special provisions, 
indictable as a misdemeanour., — "The authorities in 
support of this proposition are numerous and need not 
here be cited at length; they may be found in the En- 
суйор Ча of the laws of England under the title 
"Statute," where much information on the subject 18 
collected. A distinction may be drawn between viola- 
tions of statutory duties which deal with private rights 
and those which affect the public at large. Into the 
former it is not necessary here to inquire. since the 
decision of a company or a local authority to build or 
extend a generating station in defiance of a ruling of 
the Commissioners is undoubtedly a public matter. In 
sich a case, in addition to the common law remedy of 
indictment, application may be made to the High Court 
by the Attorney-General for an injunction to restrain the 
breach of a statutory duty. Such an application might, 
It is subinitted, be made either ex officio by the Attorney- 
General or at the instance of the Commissioners or any 
party who was aggrieved by the proposed action—even 
the local gas company might have something to say, 
though its application might not be listened to with 
^0 much respect as not being entirely disinterested. It 
Would be no answer to such an application that the 
action proposed to be taken by the respondent was ulti- 
mately or even immediately for the publie good, for it 
has been decided in the case of ** A. G. v. London and 
North-Western Railway ” [1900 1 Q.B. 78] that where 
violation of the provisions of the statute is shown—or, 
as if must be in the given case, admitted —it is not for 
the Court to question the wisdom of the Legislature in 
thacting such provisions, but simply to sce that they 
are obeyed. 


In the case referred to, Lord Justice A. L. Smith 
quoted, with approval, two earlier judgments with 
regard to railwuy companies, and those judgments seem 
so apt that the quoted passages may usefully be repro- 
duced here. The first was from the case of ‘A.G. v. 
Great Eastern Railway (11 Ch. Div. 419), where Lord 
Justice James said :—*'' Where a company entrusted 
with large powers is deliberately violating an express 
enactnieut or disregarding an express prohibition of 


the Legislature, it ids really committing a mnis- 
demeanour, and ought to be at once stopped." The 


second passage is from an older judgment of Vice-Chan- 
cellor Wickens in “А.б. v. Great. Western Railway ”’ 
(L.R. 7 Ch. 767) in the following words:—'' It is said 
that the unsanctioned alteration is an improvement and 
tends to the greater safety and advantage of the public; 
but in my opinion that is a matter with which we have 
nothing to do.” 

The Great Eastern case turned largely on the facts, 
but the Judges in all three cases agreed that a deliberate 
violation of a statute 1х a thing which must be prevented, 
and it may be inferred that it is ex officio the duty of 
the Attornev-General to prevent it, and certainly his 
duty so to do if warned by any person having the 
requisite interest. The Court has, of course, discretion 
whether it will in any particular case grant an injunc- 
tion. If the disobedience were slight and non-continu- 
ous, possibly it would not; but such a direct defiance 
of the law as has here been contemplated would assur- 
edly not be treated lightly. 

There is another aspect of such a case which must 
not be overlooked. It was laid down many years ago 
by Lord Ellenborough in the case of ‘‘ Langton v. 
Hughes '' [1 M. & S. 593], and indeed is accepted law, 
that what is done in contravention of an Act of Parlia- 
ment cannot be made the subject of an action at law. 
A transaction carried out in violation of a statute is 
prima facie illegal and void. No action would lie for 
the enforcement of апу contract which involved the 
carrying out of such an illegal act or was involved in 
it, although possibly à party who was not privy to the 
illegality nor cognisant of it might recover: e.g., for 
goods actually supplied. Thus, if a local authority 
entered into a contract to erect or extend a generating 
station without the consent of the Commissioners, while 
it is possible that it might be used on such a contract, 
it could not itself enforce it. This in itself should 
be sufficient to prevent rash action on the part of under- 


takers dissatisfied with any decision of the Commis- 
sioners. | | 


Foreign Competition.—In his speech at the annual meet- 
ing of the British Mannesmann Tube Co.. Ltd., Mr. Richard 
S. Guinness, who presided, said that in their profits there was 
a decrease of some £95,000 largely owing to the heavy deprecia- 
tion of trading stocks. During the first half of the vear 
operations had been very successful, but in the second half- 
vear the company had suffered much from depression in 
trade, with the consequent cutting of selling prices. They 
had, however, through all the bad times, and right up to 
the present, been able to keep their works in operation, al- 
though output showed a considerable falling away. Owing 
to the present economie position; British manufacturers were 
under a serious disadvantage as compared with foreign com- 
petitors. Tt was to be hoped that before long that extra. 
ordinary state of affairs would be remedied either by econo- 
mic laws or by international arrangements, and that. in con- 
sequence, the abnormal foreign competition to which thev 
were being subjected, both in the home markets and ‘abroad, 
might find its proper level. They might then be able once 
again to compete on equal terms with any foreign country. 
Orders were hoth scarce and verv keenly competed for, and 
it was difficult to see any signs of encouragement at present. 
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THE. TWO-WATTMETER METHOD OF 
" MEASURING POWER. 


By G. W. STUBBINGS. 


ORJECTIONS to the two-wattmeter method of power 
measurement in three-phase circuits have, from time to 
time, been raised, on the score that, at power factors in the 
neighbourhood of 0:5, one of the wattmeters wil be 
working at au apparent power factor which is very small, 
when its registration will be subject to very large errors. 
Such large errors will evidently have a relatively emall 
effect on the accuracy of the combination, in that the 
wattmeter with the low power factor will in all but 
exceptional cases, register but a small fraction of the total 
power. In view of the importance of the matter, a brief 
inquiry into the effect of phase-angle error in the two 
wattmeters on the accuracy of the combination will, 
perhaps, not be found uninteresting. 

The phase angle of a dynamometer wattmeter is the 
angle of phase displacement between the magnetic fields due 
to the current and potential elements of the instrument 
when it is supplied at unity power factor. The phase 
angle of an induction watt-hour meter can be taken a8 
90 — ө, where y is the angle of phase displacement 
between the voltage and the flux which this voltage 
produces. The effect of the phase angle is to cause the 
wattmeter to read approximately I V сов (d + а) а being 
the phase angle, and the error so caused is I V віп ф 81D а, 
when ais so small that cos а can be taken as being 
equal to unity. The inaccuracy, expressed as the ratio 
error/true watte, is, therefore, IV sin 4 віп aji V COS 4, 
or tang віп а. Accordingly, at low power factors, when 
tan ф is very large, considerable errors may be caused by a 
small phase angle, the effect of which is quite negligible at 


power factors of 0°9 to unity. 
In the case of a balanced three-phase circuit, the two 


wattmeters measuring the power will give, apart from the 
phase-angle error— SUME 
Iv {cos (ф — 30) + cos (5 + 30);. 
If the phase angles of the two wattmeters be each equal 
to a, the error ко caused will be— 
ту {sin (ф — 30) sin a + sin ( + 30) sin a} 
a = V3 IV sin фВЇП a. 
- The inaccuracy is— 
Мз Ivesin ф віп ај V à IV cos ф = tan ф 81D a. 
The inaecuracy of the combination is, therefore, the 
same as that of cach of the two wattmeters when used on a 


single-phase circuit. 
If the phase angles of the two instruments are not the 


same, a, being that of the leading wattmeter and a, being 
that of the instrument in the lagging phase, the error 
will be— 
тү {sin (ф — 30) sin «u, + sin (ф + 30) sin a, } 
= тү {4 V 3 sin ф (sin a, + Bin a,) + $ COB ф 
(sin а, — SiN a,)} ; 

or, since віп а, = a, approximately— 
IV (4/3 sin ọsin $ (a, + a) + 5 cos ọsin (a, — a))J- 
The inaccuracy is, therefore— 

Tan ¢ sin $ (a, + a) + Sin (a, — a) i22 

This expression, indicates that the accuracy of the 
combination depends upon the phases in which the 
wattmeters are connected. 

If the combination consists of а two-element three-phase 
integrating wattmeter, and the quadrature adjustment be 
made by arranging for standstill on zero power factor, it is 
seen that the required condition is obtained, either when 
a, and a, are each zero, or when a, + a, = 0, віпсе in these 
circumstances, ccs ф = cos 90° = 0. Ifa = — a, the 
inaccuracy i8— 

sin (а, — a,)/2/V3 = sin a] 4/8. 

This inaccuracy is constant for all power factors, except 

in the limiting case of zero power factor when percentage 


inaccuracy is meaningless. If, for instance, the meter 
were adjusted for standstill at zero power factor, во that 
а = — fae eye would be a constant percentage 
inaccuracy of sin 8°/ 4/3, or 3 % approximatel l 

nid : % app y at all power 

À more general case for consideration is that of an 
unbalanced load. Assuming a symmetrical voltage system, 
and equal phase angles in the two wattmeters, the power 
given by the combination, apart from phase angle error, is— 

V {I сов (ф — а — 80°) -+ Ia сов (f, — a + 80)} 

The error due to phase angle is— Ж ож 

vsin a {h sin (ф, — 30) + І, sin (ф, + 30°}. 
But 3, sin (¢, — 30) + J, sin (ф, + 30) = х 
is evidently the total wattless component of the apparent 
power in the circuit. "s | 
The inaccuracy is, therefore, given by tan 4 8in a, where 
du is the phase angle of the three-phase circuit, as defined 
by the relation tan ġa == wattless component of apparent 
power/actual power. 

The accuracy of the combination is, therefore, equal to 
that of the individual wattmeters under all conditions of 
loading. n 

If the phase angles of the two wattmeters are not equal, 
the error introduced is— . 


v (r sin (4, — 30) sin a, + Is sin (5, + 30) sin 4j. 
The inaccuracy is, therefore— 
(1, sin(g, — 30) sin a, + 1, sin (ф, + 80) sin aj 
-- {1 cos (p, — 80) + J, сов (ф, + 80);. Ы 
Since т, т, ф, and ф, are all independent, this expression 
a out be interpreted if the particulars of the loading are 
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INDUSTRIAL LIGHTING. 


TpEAL REQUIREMENTS (LEGISLATIVE AND OTHERWISE), AND 
PRACTICAL SOLUTIONS. 


A DISCUSSION. on the above subject was opened by Mr. L. 
Gaster at a meeting of the Nlumiaating Engineering Society 
on February 28th. 

In the opening section of his address Mr. Caster remarked 
that a definition of ideal factory lighting was needed. It 
could be broadly described as one that would enable work 
to proceed at night with the same ease, convenience, and 
safety as existed under the best daylight conditions. ` Ex- 
perience, as summarised in the reports of the Home Office 
Departmental Comittee on Lighting in Factories and Work- 
shops, indicate that the following main requirements should 
be fulfilled: (a) Sufficient illumination; (b) constaney and 
uniformity of illumination over the working area; (c) the 
placing and shading of light so that no prejudicial effects are 
experienced from “ glare ’’; and (d) the placing of lights so 
as to uvoid inconvenient shadows on the work. 

In practice the best course is, perhaps, to group together 


certain industries having broadly similar requirements, to 


study them in detail, and to see how conclusions apply m 
other cases. In American codes it is usual to specify a mini- 
mum working illumination, ranging from 1 to 5 ft-eandles. 
for rough, medium, and fine work. The most scientific pro 
cedure is to experiment with different illuminations, asking 
workers to state when the illumination is sufficient or other- 
wise: such tests may be supplemented by records of output 
under varied lighting conditions, and recent experience in 
Chicago suggests that improved illumination may lead to a 
substantial improvement in output.and diminution in. spoiled 
work. But in any case we must consider. lighting conditions 
as a whole. Sufficient illumination must be accompanied. Бу 
observance of other essential requirements, such as the avoid: 
ance of glare and troublesome shadows, to get good results. 
Higher illumination is needed for work with darker materials. 
in cases (such as occur in the textile industry) where If 15 
difficult to get the requisite illumination at the actual pomt 
where work is done, and in the lighting of cutting surfaces. 
eewing machines, &c., when the avoidance of inconvenient 
shadow plays an important part. ies | 

Mr. Gaster then proceeded to deal with legislative require- 
ments, recalling that the Home Office Committee had already 
recommended a statutory provision of adequate lizhtinz m 
general terms. Legislative measures require very carefu 
consideration: one may hesitate to legislate m many matters 
on which reconnnendations may confidently be made; Any 
form of “ code ” must be such that 16 can readilv be enforced 
and will prevent the abuse of industrial lighting, but wW! 
impose no hardship on the manufacturer. 
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The Home Office in this country has acted wisely in first 
recommending certain values of illumination desirable in 
the interests of safety and general convenience (0.1-0.4 foot- 
candles), apart from the illumination needed for the etlicient 
performance of work. It was understood that much infor- 
mation on working illumination had been compiled. lt is 
anticipated that values of illumination necessary for the 
efficient carying out of various industrial processes will ulti- 
mately, be settled by conference with representatives ol the 
industries concerned—a step that is in accordance with the 
wise principle of '" Government by Consent.” 

The second report of the Home Office Committee, -which 
was issued last year, makes general recommendations on the 
avoidance of flicker and troublesome shadows, and contains 
the following recommendation on the subject of glare :— 

`* Every light source (except one of low brightness*) within a 
distance of 100 ft. from any person shall be so shaded that no 
part of the filament, mantle, or. flame is distinguishable, 
through the shade, unless it be so placed that the angle 
between the line from the eye to an unshaded part of the 
source and a horizontal plane is less than 20 deg., or in the 
case of any person employed at. a distance of 6 ft. or less from 
the source not less than 30 :deg.’’ 

recommendation, while not attempting to impose ideal 
conditions, would doubtless remove the worst examples of 
glare ; it сап be readily complied with in various ways. Mr. 
Gaster presented diagrams showing how sources could be 
kept outside the prescribed angle, and pointed out the advant- 
age of using reflectors such that the filament or mantle falls 
above. the level of the edge of the reflector. (Thus a reflector, 
such that the angle between a line from the edge of the 
reflector to the lowest part of the filament, and the hori- 
zontal, is not less than 30 deg. could be hung in any position 
in а room without conflicting with the recommendation.) 

It is useful to compare our experience with that in the 
United States. The “codes” of industrial lighting applied 
in that country are based on principles similar to those 
accepted in England, but the requirements are more detailed. 
In the latest code issued by the American Illuminating 
Engineering Society, however, the rules are only three in 
number and of a simple character. They are supplemented 
by very complete explanatory data, and an appendix explain- 
ing the advantages of good illumination. It is indicated that 
the minimum values of illumination prescribed (1 to 5 foot- 
candles for working illumination) would often be advantage- 
ously exceeded in practice. The treatment of glare is very 
scientific. and takes into: account both the intrinsic brightness 
and candle-power qf sources. i 

In reviewing future work Mr. Gaster emphasised the 
utility of co-operation with. various technical bodies con- 
cerned with industrial lighting, and paid 
a tribute to the work of the Industrial 
Fatigue Research Board, with which 
Mr. D. R. Wilson, a member of the 
Society is associated. Industrial light- NY. 
ing is to be dealt with by a special inter- aac x 5 7 
national technical committee appointed o" v 
by the International Illumination Com- i a 
mission, and it is also receiving atten- | 
tion from the International Labour 
Bureau operating under the League of 
Nations at Geneva. It is hoped that 
ultimately an international code of in- 
dustrial lighting may be framed, 
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The discussion. was opened by Mr. D. Ж” we, 


R. WiLsON, who, as a member of the 
Home Office Departmental Committee. 
was in a position to appreciate the need 
for further researches on a scientific 
basis, in Which research associations and 
industrial boards should co-operate. Mr. 
Gaster, he said, had mentioned a case in 
which the cost of lighting formed only 
0.3 per eent. of the cost of production. 
While the proportion was doubtless 
usually a low one, he thought that this 
figure would not apply to all industries, 
in the silk industry, for instance. 

Mr. W. R. RawurNGas agreed as to the importance of 
standardising lamps and reflectors, but pointed out the 
importance of careful maintenance so as to ensure that the 
original intentions of the designer were not falsified by the 
insertion of lamps of unsuitable dimensions. | In dealing 
with values of illumination it would be an advantage if the 
public, who did not understand ''foot-candles," could be 
given: some general indication of the amount of illumination 
needed—such ds the amount of light ordinarily provided on 
a dining room table or a ball room floor. 

Mr. J. Непћевт FisugR (President of the Ophthalmological 
Society) said that ophthalmic surgeons had only within recent 
years taken up the study of illumination, largely as a result 
of the influence of the Illuminating Engineering Society. 
They had, for instance, with Mr. Gaster's help, arrived at a 
standard of illumination for type-sheets used in sight-testing. 
The consideration of the values of illumination needed in 
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*By “low brightness ' is meant an intrinsic brilliance of 


not more than five candles per sq. in. 


~ 


different industries was a most Important question, in the 
solution of which ophthalmic surgeons should co-operate. One 
point that should be considered was the ellect of the sight 
of the operator, and the intluence of age, in. deciding the 
amount of light he needed to do his work well. 

Mr. J. W. T. Wars (National Physical Laboratory) said 
he attached the greatest Importance to securing the help of 
experts in other eountries in dealing with the problem. 

MR. P. J. WaALDRAM remarked that the values of illümina- 
tion given in the American codes seemed very high. ‘There 
wus some danger that too much importance might be 
attached to high illumination, irrespective of other nnportant 
factors. In many offices which he had inspected illuminations 
under 2-foot candles occurred. 

Mr. J. G. CLhark remarked that there had been a great im- 
provement in industrial lighting during recent years, but 
much remained to be done. He also raised several poitts 
in connection with the interpretation of the Committee's 
recommendation with regard to glare, which seemed to de- 
serve further consideration. He emphasised the great 
importance of periodical and efficient maintenance. 

Mr. L. М. Tye, Mr. S. B. Снлхикк, and others took part 
in the discussion, to which Mr. Gaster briefly replied. `} 


ENGLISH ELECTRIC ROTARY CONVERTERS. 


THe accompanying illustration shows a number of English 
Elecgic rotary converters in various stages of construction. 
fhe frame on the right-hand side belongs to a very heavy- 
current low-voltage machine designed to give a direct-current 
supply for rolling-mill work, The armature belonging to it 
may be seen on the extreme left. This is designed to carry 
about 6,000 amps., and a special double-comimutator con- 
struction has been adopted. 

Next to the frame of this machine are a number of parts 
of a 1,500-kW machine for municipal service, designed to run 
at 428 r.p.m., and, still proceeding to the left, there are 
machines of 1,100 kW, 1,000 kW, 500 kW, 250 kW, and 
200 kW. 

In addition to the above, four or five 1nore machines were 
running on the test-bed at the time, varving in output from 
1.500 kW down to 200 kW, and the modifications in design 
between the largest and the smallest sizes of some 15 machines 
dependent upon the conditions of service and the frequency 
of the alternating-current ‘supply forn a most interesting and 
attractive study. 

The English Electric Co. intends to build all its rotary con- 


‘NGLISH ELECTRIC ROTARY CONVERTERS IN VARIOUS 


STAGES OF CONSTRUCTION. 


~ 


verters for industrial or municipal service at the Siemens 
Works, Stafford, which are exceptionally well laid out to deal 
with a wide range of machines suitable for the varying con- 
ditions of periodicity and voltage met with. Another part 
of the same works is devoted to ihe manufacture of the whole 
of the а.с. and d.c. switchgear necessary to control the rotary 
converters, while the step-down transformers for working in 
conjunction with the converters are manufactured by the 
company at its Coventry works, so that the company is in a 
position to furnish the entire equipment of a rotary converter 
sub-station from its own factories. 


Birmingham Inventors’ Societv.—On March 13th à society 
of inventors was formed in Birmingham with the object of 
assisting meníbers with capital and iegal advice, All patents 
would be applied for, it was stated, in the joint names of 
the society and the inventor, and the same arrangement 
would apply to the sale or licensing of such inventions. 
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NEW ELECTRICAL DEVICES, 


FITTINGS, AND PLANT. 


devices and apparatus, which will be published 


if considered of sufficient interest, 


Readers are invited to submit particulars оу new or improved 


An Electric “ Vaperiser " for Motor-cars. 


An electric vaporiser (so-called) for use on automobiles 
(fig. 1), made by the Kase Exectric Co., of Duluth, Minn. 
(U.S.A.), was recently described by the Canadian Electrical 
News. lt consists of four metal grids in a heat-insulating 
case, made in the form of a gasket for insertion between the 


Fic. 1.--AN ELECTRIC '* VAPORISER. ' 


carburetter and the intake manifold flanges. One terminal 
of the heater is connected to the саг battery, through a 
switch placed in a convenient position, and the other terminal 
is earthed. The object of the device is to dry and warm the 
petrol vapour as it passes through the intake so that igmiti À 
may taken place promptly and efficiently. 


A Flexible-shafit Grinding Outfit. 


The “ Witton " small-power motors manufactured by the 
GENERAL, Ewectric Co., LrD., Magnet House, Kingsway, 
W.C.2, are being applied to a multiplicity of uses. Fig. 2 
shows a 1-h.p. “ Witton " motor incorporated in a flexible- 
shaft grinding outfit. As will be seen from the illustration, 


lic. 2.—A FLEXIBLE-SHAFT GRINDING OUTFIT. 


E 


direct strain is taken off the motor shaft, and the speed in- 
creased, by means of an overhung bearing, through which the 
end of the 5-ft. flexible shaft passes, being driven by a small 
belt from the motor pulley. The grinding wheel is 4 in. in 
diameter, and operates at 2,000 r.p.m. The control switch 
is mounted on the machine. 


A “ Creda” Safety Device. 


THE absence of flame, noise, and smell which is one of the 
advantages of electric water-boiling appliances, is liable to 
cause them to be left “on” at times, inadvertently, result- 
ing in burning out, which engenders expense and annoyance. 
To guard against this probability, the CrEDENDA CONDUITS CO. 
Lrp., Whitehouse Street, Aston, Birmingham, has introduced 
a new protective device which ensures that the energy 1s only 
allowed to flow while the utensil to which it is applied 
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їо. 3.—A *“ CREDA " PROTECTIVE DEVICE. 


has a certain amount of liquid in it. A sectional view of 
this device is given in fig. 3. A tube of special metal is fixed 
between the heating elements and the bottom of the utensil. 
From the end of this tube a small knob projects, and this 
is allowed to move forward and upward when the metal 
reaches a certain temperature. The sockets of the connector 


. contact. impossible. 


are fitted with spiral springs which are compressed by the 
terminals on the utensil; the connector is retained in position 
by a flat spring with an end which engages with the flange 
of the protector knob. It will thus be seen that when the 
knob is pushed forward and upward, the flat spring is 
released and the connector is pushed out by the spiral springs. 
Immediately the device has functioned the knob returns to its 
original position, 


Armoured Draw-out Mining Switchgear. 


Messrs. A, REYROLLE & Co., Lrp., Hebburn-on-Tyne, have 
sent us particulars of their flame-proof switch pillars for use in 
fiery mines. ‘These are designed on the lines of their weil- 
known armour-clad switchgear for sub-stations and power 
stations, and are admirably adapted for mining work on 
account of their mechanical strength, compactness, accessi- 
bility, and (most important of all) the degree of safety which 
they afford. The switch carriage portion contains all work- 
ing parts, adjustments, coil, &c., and can easily be withdrawn 
as a self-contained part and locked off from all contact with 
the busbars, leaving the plug receptacles as the only live con- 
tacts, but they are so deeply recessed as to make accidental 
As a further precaution a locking-off 
door is fitted in order to screen the plug receptacles, thus 
making the gear absolutely safe to handle. As will be seen 
from the illustration (fig, 4), the switches are fitted with 
heavy boiler-plate steel tanks, with welded joints and wide 
machined flanges. The busbar chambers and cable dividing 
boxes are filled with compound. The switch tank is filled 
with oil, so that there is no available space for the collection 
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ARMOURED DRAW-OUT MINING SWITCHGEAR. 


Еа. 4. 


of explosive gases. The switch is provided with а loose 
handle, and cannot be held closed against the operating ten- 
dencies of the automatic devices. The movement of the 
switeh is exceptionally easy, and is unaffected by vibration. 
The “оп” and "off" positions are clearly indicated. Те 
mechanism of the switch is supported from the top casing 
and is accessible for adjustment immediately the switch tank 
is removed. The main moving contacts are of the laminated 
brush type; both moving and stationary contacts are fitte 
with renewable sparking pieces. The switches have a very 
quick release, but when delayed action is required a time lag 
attachment can be fitted. The coils and tripping mechanism 
are completely immersed in oil, so that the most delicate 
portion. of the switch is effectively protected against damage 
and the risk of breakage reduced to a minimum. Simple 
mechanism is provided to prevent: (a) plugging the remov- 
able portion home when the main switch contacts are in the 
“closed” position; (b) closing the switch when the removable 
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portion is not plugged right home; (c) withdrawing the re- 
movable portion when the main switch contacts are closed; 
(d) removing the oil tank before the removable portion 1s 
withdrawn, thus ensuring that the conductors cannot be 
handled when alive; (e) plugging the removable portion home 
if the operator has forgotten to replace the oil tank; and (f) 
pulling the removable portion of the slide with a run. The 
meters are of a epecial type, with glasses reinforced by wire, 
and all joints have wide flanges, preventing the emission of 
sparks or flame. 


LEGAL. 


UNDISCHARGED BANKRUPT CHARGED. 


AT Leeds, on March 8th, George Sauers, or Somers, was 
charged with obtaining electrical power and lighting equip- 
ment by false pretences, and with obtaining credit without 
disclosing the fact that he was an undischarged bankrupt. It 
was stated that Mr. Benson, electrical contractor, of Butts 
Court, was instructed by prisoner to fit up a shop in Heading- 
lev Lane with electric equipment, including a motor. In 
sving an estimate, Mr. Benson asked for references, and 
prisoner produced a number of post-dated cheques from a firm 
named Crowder, and payable to the prisoner. He also said he 
had an account with the National Provincial Bank of England. 
Mr. Benson did the work, but the cheque for £16 10s. which 
was paid to him was dishonoured, and it was found that 
prisoner had no account at the bank, that Messrs. Crowder 
had never paid any money to him, and that Messrs. Crowder, 
in fact, required some money from him. As there were stated 
to be other cases under investigation, and the whole matter 
was being investigated through the Bankruptcy Court, the 
prisoner was remanded, bail being allowed. 


WELDICS, Ітр., v. Quast Arc Co., Lrb. 

Iv the Chancery Division on March 10th, before Mr. Justice 
Eve, Sir Duncan Kerley, K.C., moved on behalf of Weldies, 
Ltd., the plaintiffs, for an injunction to restrain the defen- 
dants, the Quasi Arc Co., Ltd., from " threatening the 
plaintiffs, their servants, their agents or customers by 
circulars, advertisements, or otherwise, with legal proceedings 
or liabilities in respect of the sale or use of electrodes manu- 
factured by the plaintiffs, alleging that such electrodes are an 
infringement of any legal rights," of which the defendants 
claim to be the owners or in which they claim an interest. 

Counsel, after having explained the various methods in 
which electrodes were used in the procese of electric welding, 
said that no claim could be made to the exclusive use of 
asbestos for covering. He said that the defendants, having 
obtained an order of the Court, were using it to frighten 
plaintiffs’ customers, and were insisting upon doing it. He 
read a series of letters which had passed between the parties 
relating to the matter in which the plaintiffs had protested 
against the circular letter which defendants had issued and the 
publication of allegations against plaintiffs! rights. Не 
(counsel) contended that the subject matter of the circular 
letter really formed part of an injunction which had been 
granted. It was first sent out in March, 1921, and afterwards 
in November, and the consequence of the threats which it con- 
tained was that the plaintiffs’ business had been injured. 

Mr. Gray, K.C., appearing for defendants, said that neither 
the defendants nor any person on their behalf had sent letters 
to the plaintiffs’ customers stating that their electrodes in- 
fringed defendant company’s patent, and the plaintiffs had 
therefore suffered no damage. 

Mr. Justice Eve said that defendants claimed the right to 
send out the circulars to the users of blue asbestos—to those 
who made large purchases of 1t. 

Mr. Gray denied that that was so. 

Sir D. Ker ey, K.C., said that in the circular it was stated 
that blue asbestos was used as a covering for other. electrodes, 
and warning the users that it was an infringement of 
defendants’ patent. Whenever they found people purchasing 
bine asbestos in any considerable quantity, they lnmediately 
sent them the circular with the judgment of the Court. If 
that were not stopped it would be very damaging. to the 
plaintiffs’ business. 

Mr. Gray, for defendants, submitted that there was no cause 
of action in the case. The position with regard to the plaintiffs 
was that they first wrote to the defendants and asked if any 
cf the goods were an infringement. Defendants said, '' Let 
us see your samples and then we will tell you." Beyond that 
the plaintiffs had nothing to do with it. The plaintiffs would 
have to sbow that the circular referred to their goods, and he 
subinitted that there was not a scrap of evidence to that 
effect. So far as plaintiffs were concerned, they were dismissed 
from any risk of action when they sent samples to defendants, 
and they admitted that there was no infringement of the 
patent. 

Mr. Justice Eve asked why, if that were so, the defendants, 
when challenged, did not sav that the circulars had no refer- 
ence to the plaintiffs’ electrodes. If it referred to all electrodes 
covered with asbestos, it must inelude the plaintiffs! electrodes, 


. motion stand over until the trial of the action. 
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Mr. Gray contended that the circular was a general one, and 
did not point to any patent of the plaintiffs. They only sent 
the circular out to warn purchasers of blue asbestos that they 
were the patentees for the electrodes on which blue asbestos 
Was used, | 

Mr. Justice Eve: Аге you prepared to have the action tried 
а an early date and in the meantime undertake not to issue 
the circular? 

Mr. Gray: I am prepared not to. issue that circular, but if I 
wish to issue any other I will give the other side notice of it. 

Mr. Justice Eve said that in that case he would let the 
In the mean- 
time there would have to be mutual discovery, and no circulars 
would be issued by the defendants without giving plaintiffs 
48 hours’ notice. | 

The motion accordingly stands aver upon these terms, with 
liberty to apply in the event of non-compliance. 


CHARGE or LAMP STEALING. 


The Times states that at the Mansion House, on March 9th. 
James Young was remanded on a charge of stealing 3,100 
electric lamps, of the value of nearly £500, belonging to the 
B.T.T. Electric Lamp and Accessories Co. 


ILLEGAL CONNECTIONS TO MAINS. 


Ат Ystrad Police Court recently, James Skibbo, Pentre, and 
Henry B. Evans, High Street, Treorchy, were sunnnoned. at 
the instance of the Rhondda  U.D.C. for connecting to the 
Council's electrical system at the former's premises without 
permission, to obtain electricity. 

Skibbo was ordered to pay costs and Evans was fined £5. 


WIRELESS PATENT CLAIMS. 


ON Monday last the Royal Commission on Awards to Inventors 
continued the hearing of the claims made by the Lodge Muir- 
head Syndicate and the Marconi Wireless Telegraph Co., alleg- 
ing Admiralty infringement of patents. ^ According to the 
Financial Times, when the general manager of the Lodge Muir- 
head Syndicate resumed his evidence a retrospective survey of 
negotiations with the Admiralty over a number of years was 
made, and it was recalled by Sir Arthur Colefax, K.C. (for the 
Crown) that in the year 1903 an agreement was arrived at be- 
tween the Admiralty and the Marconi Wireless Telegraph Co. 
in consideration of permission to make use of certain inven- 
tions for the payment of £20,000 down and £5,000 a-vear for 
eleven years. This represented a total cash payment of 
£75,000. 

During a discussion respecting the accuracy of documents 
interchanged, and in relation to one which the Admiralty had 
prepared, Mr. Hunter Gray, K.C. (for the Marconi Co.) said 
it was necessary to have properly authenticated accounts to 
find out where they were. The Marconi Co. was fully justified 
in wondering whether all the various installations which were 
made for the Government had been included in the lists sub- 
mitted by the Admiralty. His contention was that the basis 
of an award ought to be pounds per kW. : 

Mr. J. St. VINCENT PLETTS, a consulting engineer and patent 
agent, stated that with regard to the royalties £100 per kW 
was the minimum amount which the Admiralty had ever paid. 

The case for the Crown was opened by the ATTORNEY- 
GENERAL, who criticised the basic figures upon which the claim 
had been framed. 

The Commission adjourned until next Monday. 


HAMILTON v. MancoNrs WIRELESS TELEGRAPH CoO., LID. 
Ix this case the plaintiff appealed to the Court of Appeal, con- 


' sisting of Lords Justices Bankes, Warrington, and Scrutton, 
on Monday and Tuesday, against an order of the Lord Chief 


Justice on February 24th that all proceedings in the action 
be stayed, and that Mr. Hamilton should pay the defendants’ 
taxed costs. 

Mr. HaMILTON, who appeared in person in support of his 
appeal, said the Lord Chief Justice had refused to allow the 
action to be tried in his Court before the jury were sworn. 

At the conclusion of the argument, their Lordships held that 
the order of the Lord Chief Justice was too wide.. They 
directed that the proceedings in the present action should be 
stayed for one month to enable the plaintiff to start a fresh 
action in the Chancery Division for relief. from his under- 
taking and for rescission of the agreement, and discharged the 
order of the Lord Chief Justice as to the costs, making % 
special order as to the costs in certain eventualities. 


An Exhibition at Hanley.—The Potteries Branch of the 
Electrical Contractors’ Association hag taken a large space at 
an Ideal Homes Exhibition to be held at Hanley, Stoke-on- 
Trent, from May 4th to 90th next. The secretary, Mr. А. 
Gould, e/o Messrs. Barnett & Sons, 34, Church Street, Stoke- 
on-Trent, will be pleased to hear from firms willing. to co- 


operate. 
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Fuel and Refractory Materials. Ву A. HUMBOLDT SEXTON, 
F.I.C., F.C.S. New Edition Revised by W. В. 
DAVIDSON, D.Sc., Ph.D., &c. Рр. 382; figs. 111.. Blackie 
and Son, Glasgow and Bombay, 1921. Price 12s. 6d. net. 


Books on fuel are plentiful as wasps in summer, but that 
important accessory of furnace work and combustion—refrac- 
tory material—has been comparatively left alone. 

lhe reviser has not introduced recent new views on coal, 
feeling that these are too new to have found a firm base, 
nor does he bring in the later theories on coking, a subject 
which, from the little known to our reviewer, is probably 
awaiting à pretty big book all to itself, - 

The first part of the book deals with combustion and the 
тулар ical properties of fuel on very much the usual 

nes. 

We note that the author uses Thomson's figures in his 
thermo-chemical ‘notes rather than those of Berthelot. The 
two great authorities named are in such close agreement on 
the elementary figures that 16 alinost seems to be time to 
standardise the thermo-chemical figures for hydrogen, carbon 
and their compounds, so that future work may be simplitied 
and comparable. The exact determination of calorific figures 
is not possible. Why not let us.have a standard round 
number? The total available coal in the earth is given as 
equal to 6,000 years of the present rate of use. ліе is 
presumably included in that total, and is only known at 
Bovey Tracey, in Devonshire, so far as Britain 18 concerned, 
but det us add from long-standing knowledge of this de- 
posit that within a comparatively small depth there is one 
bed 00 ft. in thickness, and there may be much below this. 
Lhe depth of this oligocene clay has, we believe, not yet 
been proved. 

In Chapter IV prepared fuels are dealt with, such as coke 
and charcoal. Coalite is described, but we find no reference 
to annealed gas coke, which certainly deserves full notice us 
a domestic fuel easily ignited and smokeless. 

Modern coking processes are illustrated. Briquetting also 
is treated of, and coal washing. T'he beauties of washed 
coal have not, however, appealed to those who send coal at 
great cost to citizens with an utter disregard of its enormous 
content of dirt, slate, clay and stone. Whither goes all the 
Washed coal? 

From this book's figures we gather that the United States 
produces 67 per cent. of the total oil of the world. Yet these 
. same United States fiercely grudge us the fraction of a per 
cent. we have, according to them, laid violent hands upon 
in Mesopotamia. Really, Uncle Sum is very grasping. ‘Lhe 
chapters on liquid fuel and gaseous fuels are good. 

Smoke prevention is dismissed in a dozen tines with the 
advice to use gaseous fuel. Only when we reach page 268 
do we begin to get into touch with refractory materials and 
temperature. A table 15 given of Seger cone softening points, 
cone numbers and temperatures. 

The l'ery pyrometer is described. But only at page 329 do 
we find the Chapter XV devoted to refractory materials, 
bricks, and crucibles, and there are but forty pages of it, but 
what there is, 1s well put, and probably includes most of 
what the engineer usually requires to know. 

The book can heartily be commended. 


High-frequency Apparatus. By Т. S. Curtis. Pp. 9200; 
figs. 150. London: Page & Co. Price 9s. net. 

This book of 266 small pages is described as a treatise for 
the use of electrical engineers, students, &c. 
remarks in his preface " Theory has been ignored chietly be- 
aause it would serve to merely confuse the non-technical 
reader," the value of this '' treatise ” to the electrical engineer 
can be appreciated. in actual fact it belongs to the class 
of book which, upon no fundamental grounds, is written for 
the dabbler in electricity. The serious student of electricity 
would be better advised to leave such books, which lead 
nowhere, severely alone, and to purchase a good book on 
" Electricity and Magnetism,” and commence the real study 
of the subject. As a pot-pourri of spectacular electricity, this 
book comprises information on ‘* what the alternating current 
13," construction of transformers, spark gaps and condensers 
suitable for wireless telegraphy, several types of apparatus 
useful for physicians, hot wire ammeters (five pages), notes 
for beginners jn electro-therapeutics, several chapters on plant 
culture, and electrical apparatus for stage displays. Three 
chapters are devoted to the construction of apparatus for 
electro-therapeutical uses, and, assuming the physician has 
the necessary workshop experience to benefit by the scanty 
information given, what the author does not appear to realise 
is that any physician having a practice sufliclent to warrant 
the use of electrical treatment would find it, as a mere finan- 
"cial proposition, of greater value to buy more reliable 
apparatus made by skilled mechanies rather than to waste his 
own valuable time in making trumpery amateur apparatus 
at the expense of his practice. A further chapter, ‘ intended 
as 1ts name implies for the physician who feels a growing 
interest in the possibilities of electro-therapeutics, but who 
knows very little on the subject," borders on impudence. The 


When the author : 


author's remarks on arterio-sclerosis make it evident that his 
knowledge of the morbid histology of this diseuse is nil, and 
the physician. who is likely to derive benefit from the perusal 
of this chapter would be better advised to leave electro-medical 
work .severely alone unless his methods are based on the 
author’s remark, "' The entire success of the electro-thera- 
peutic treatinent may be said to rest in the practitioner first 
of all inspiring confidence in his patient," in which case lus 
bedside manner is likely to be ,suflicient without further 
training by the author. ` | 

The present reviewer is unable to comment from practical 
knowledge on the chapters on plant culture, except trom 
the general scheme of the book. In the chapters on “ scien- 
tific '" demonstrations in electricity of the music-hall stage 
type the author would appear to be more at home, but there 
exists a very old book by Prof. Pepper which is perhaps far 
more extensive and useful.—B. l.EGaETT. 


Radiographic Technique. By T. Тновхе Baker, A.M.LE.E. 
Pp. xi4196; figs. 62. London: Constable & Co. Price 
los. net. m 


This book, by a well-known worker in X-ray technology, 
is likely to be of extreme value to all engaged in such work. 
As the author states in his first chapter, X-ray technology 18 
a threefold scienve requiring a knowledge of photography and 
electricity, as Well as medicine. The author, with the excep- 
tion of a first general chapter, largely contines hirnself to the 
photographic aspects, which, as һе states, are usually omitted 
in general books on X-rays, but which ш practice may make 
all the difference to successful operation, allowing one inan, 
with photographic knowledge, to obtain with inferior 
apparatus better results than another without this knowledge, 
but possessing :а powerful installation. In view of this pur- 
poseful limitation in the book, a better title might possibly 
be " Radiographic Photographic "Technique," to avoid this 
book being ordered under a misconception that it dealg with 
general radiography. 

The whole book is essentially practical, but where necessary 
theoretical matter, such as chemical reactions, has not been 
omitted, and it is evident that any omission is not due to 
lack of the necessary knowledge on the part of the author. 
Lhe first chapter, as already mentioned, deals with X-ray 
work in general, and is essentially practical even to methods 
of cleaning the mercury of interrupters. The second chapter 
deals with the photographie plate, sufficient theory beu 
introduced and the choice of plates on various grounds being 
discussed. ‘The X-ray tube is then described in detail, and 
the use of rectifying valves to prevent the inverse current. 
A chapter on storage and handling of plates contains many 
useful formule for solutions. The next chapter deals with 
the purposes and advantages of the use of intensifier screens, 
aud the advantage is vividly shown by a contrast photograph 
(fig. 33) of a booted foot, one half of which is intensified 
and one half not intensified. ‘This is followed by a chapter on 
fluorescent screens which, besides giving a thorough scientific 
treatinent, gives such details as the danger to the screen use- 
fulness due to its being put near heated objects as radiators. 
А short chapter is devoted to stereoscopy. d.e., the exact 
location of foreign objects, before operation, by meaus of 
X-rays. | 

Further chapters deal with the dark room and its equipment 
(a suitable equipment being given in detail), intensification, 
and reduction of under-exposed or over-exposed and undevel- 
oped plates, and of printing processes. 

Chapter X on the more recent industrial applications of 
X-rays for the examination of castings, faulty welds, aero- 
plane timber, &c., makes it evident that the manufacturinz 
engineer may soon require a knowledge of X-ray technique 
if such tests become a routine method of examination, and 
in view of this, the matter on the protection of the operator 
will become of still more value, ; 

The final chapter, on chemical analysis Ьу X-rays, gives 
recent work by Debye & Schewer, Hull, the Braggs, and 
others, and so stimulates the reader's interest that it 15 
with great regret he finds the author has necessarily to limit 
his space on such a subject to a few pages. The appendices. 
like the rest of the book, are essentially practical and useful. 
giving it an important place as a reference book on the 
shelves of all engaged in X-ray technology.— D. LkGGETT. — 


Electrically Cultivated Васќегіа, —А process has been in- 


vented for the production of such vaccines as typhoid and - 


cholera on an economical äle, вауѕ the Daily Mail. | 

Bacteria of the particular disease are grown in bouillon. 
which is treated by passing through it an electric current at 
between 90 and 30 volts for two hours. ‘The bacteria are not 
killed by this treatment, but are rendered quite harmless, and 
in this state they can be cultivated on a large scale, the new 
cultures being still harmless, although if subcultivated in the 
ordinary way they usually regain their virulence. These cul- 
tures can be mixed with a saline solution and administered by 
vaccination in the usual way. 
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ENGINEERS. 


JUBILEE CONFERENCE, 1922. 


(Continued from page 353.) 


The reminiscences of Dr. С. КАРР covered the period 
1585-5. He. recalled a visit early in the eighties to see at 
paddington Station the late Mr. Gordon s alternator used for 
supplying electricity for lighting. The machine was direct- 
coupled to a low-speed piston engine and appeured to them 
a gigantic machine. About that period he inspected а small 
рили station in. London, where two belt-driven Westing- 
house machines were installed; they had rotating armatures 
and in general build resembled d.c. multipolar machines. There 
was no provision for parallel running, but either machine 
wuld be put on to the external circuit and when changing 
aer there was a momentary interruption of supply. ‘Those 
wo sets of plant were the first practical examples of a.c. 
supply in this country. | | 

In his own alternator Dr. Kapp aimed at making nearly the 
whole of the armature winding active, and that led to а 
Ak armature with a coiled-hand iron core. That machine 
was not taken up by any English maker, but the Oerlikon Co. 
huilt them for some years and some were of fairly large size; 
for instance, the equipment of the Zurich central station 
worked by the water power of the. Limmat. Eventually all 
those early machines were superseded by the type now ad- 
opted by all makers—namely, a revolving-field and fixed-ar- 
mature type with the winding housed in slots. It took 15 
vears to arrive at such a simple and straightforward design, 
and he could not help speculating whether they were not 
at present still groping in other matters along devious paths 
which would ultimately lead to some simple solution. 

In transforiner design something similar had to be gone 
through. Some wanted to reduce hysteretic loss, others to save 
iron, others to save copper, others to reduce inductive drop, and 
w on. but in each case they had to pay for the attainment 
of their desire in some unforeseen way. In his own case he 
wanted to reduce labour and utilise every scrap of iron stamped 
out of the sheet by using the rectangle stamped out of the 
horse shoe as the second yoke. The transformer proved a 
failure, because even if tightly screwed up it acted as a trum- 
pt. Eventually they saw what things were of real import- 
ance; the highly mathematical investigation as to the best 
shape and proportions of transformers undertaken by many 
theorists had not proved of much practical value. Makers 
built as it suited -the workshop and, although there were 
ennsiderable differences in the details of design, all trans- 
formers made by respectable firms were about equally good. 

By the time the whole profession had become reconciled to 
single-phase a.c. plant, American, German, Swiss and Italian 
makers had taken up three-phase working, but in this coun- 
trv there was some reluctance to adopt the new development. 
Engineers had to order their three-phase plant at first. from 
abroad, but soon English makers recognised its advantages 
and now English plant was quite as good as, and perhaps a 
little more robust than Continental plant. 

Sir ALEXANDER В. W. KENNEDY, F.R.S., sud that when 
he forsook marine engineering for ''this dreadful pastime 
of yours," there was no man in London or anywhere else 
who helped them on more than Colonel Crompton did. What- 
ever he found out, whatever good work he heard of, he put 
at the service of the rest of them. They were all very much 
mdebted to him at that time and since. Sir Alexander then 
spoke of how electricity started in Westminster when he 
had to do with the starting of it there. The present West- 
minster undertaking started as a small shanty in Dacre Street 
and another in Chapel Street, and some d.c. sets in the stone- 
vard of the Houses of Parliament, which were used specially 
to supply the latter. He was there when the supply was 
opened in February, 1890. 
In the first quarter of 1891 they had a total income of 2,600 
old pounds. They were, of course, fighting Ferranti at the 
ame time. At Millbank Street or Stonevard thev were using 
ii lb. of coal per kWh, which was less than one-half the best 
high-pressure result. 

During those vears there was a great question whether 
me could parallel two stations. He stood by one of the 
machines and telephoned through from one station to the 
other. The stations used were those at Dacre Street and 
Stonevard and the date of the experiment was February, 1891. 

ey solemnly connected the two stations together—and no- 
thing happened. They started to turn the old two-wire svs- 
tem into the three-wire system in Westminster in September, 
1591. and finished in December. 1891. Their early machines 
Were very large: they were of 112 kilowatts and thev cost from 
{1.700 to 22.300. А short time afterwards he wanted tenders 
г machines of double that size and had very great difficulty 
In getting them; only two makers in this country were pre- 
pared to tender for 250-kilowatt dvnamos. 

„117 OLIVER Longe recalled that his house in Birmingham 
as lighted by an amateur. Allbright, who had heen a punil 
Mf Crompton’s, and it was the first house in. Biriningham that 

“as lighted by electricity. Although thev could have got on 

the mains they continued using their 40-volt svstem of ac. 


cumulators and the Crompton dynamo, &c., until he left, 
about two years ago. The wiring, however, would have 
shocked any experts; it did very well for 40 volts. He re- 
membered when there was no " ohm," and had spoken of 
ТО feet of ordinary bell wire—that was the kind of standard of 
resistance they used to use. When they wanted to have the 
electric arc light at University College they had to install 
40 Grove cella. He remembered the ampere coming in, and 
a workman speaking of it as a '" hamper of electricity," and 
also the introduction of the term "' dynamo " at the British 
Association, by Lord Kelvin. when reading a paper on the 
efficiency of what they then called a dynamo-electric machine. 

He. with Fitzgerald, saw the first electric. railway—Lord 
Kelvin was there too—which ran between Portrush and Bush- 
mills. The Siemens firm had rigged it up, and the electrical 
engineer was Edward Hopkinson. recently deceased; it was 
worked by water power from the Bushmil!s waterfall. The 
electrified rail was about one foot off the ground on little posts 
running by the side of the rail, and the railway ran on the 
side of the road. [t was run at 500 voits, and they killed ^ 
cow. Lord Kelvin, however, could not feel it at all, and 
gravely placing his hand on the rail, after a pause, he re- 
marked * I think Т do feel something." 

He was scientific adviser to the E.P.S. for a time, and 
there thev had the first electric tramcar. Tt had storage bat- 
teries under the seats. The first day it was a faure 
because it ran out of the vard and refused to take the bend 
into the road. Sir William Preece spoke of self-induction 
publicly as a bughear and was very much annoyed with Mr. 
Oliver Heaviside for emphasising the matter of self-induction 
in cables. The work of Mr. Heaviside had perhaps not re- 
ceived quite its due share of recognition. Lord Kelvin gave 
the theory of cables, and made the first cables possible: at 
апу rate, he made them much more satisfactory than they 
otherwise would have been by his theory which took into ac- 
count capacity and resistance. He did not attempt to take 
self-induction into account. Mr. Heaviside did. and showed 
that whereas resistance and capacity together were a bugbear 
and distorted the signals, the effect of self-inductance would 
be just the onnosite. Loaded cables were now used for tele- 
phonic purposes, and Sir Oliver believed a great deal more 
eould be done bv self-induction in cables. Experiments had 
been going on for a long time on that subject, and the speed 
might vet be considerably increased. 


(To be continued.) 


THE HYDRO-ELECTRIC POWER COM- 
MISSION OF ONTARIO. 


THE thirteenth annual report of the Hydro-Electric Power 
Commission of Ontario covers the year ended October 3lst, 
1920, and has just come to hand. Sir Adam Beck, the chair- 
man, states that 1020 was again a period of re-adjustment 
after the passing of war conditions. In some parts whole 
industries were closed down until a fall occurred in the cost 
of labour and materials. This was most marked in the 
Eugenia and Severn areas, where the ioad, and consequently 
the revenue, was considerably reduced. The Niagara systern 
was not so seriously affected owinu to the fact that new in- 
dustries arose to take the place of those that had ceased to 
take power. The growth of demand was such that at the 
end of the vear there was a shortage of power. This was also 
due in part to the expiration of a contract for a supply of a 
block of power assumed by the Commission at the time of 
purchase of the assets of the Ontario Power Co. Owing tea 
the abnormal increase in the cost of labour and materials, it 
Was necessary at the beginning of the vear to increase the 
rates charged to a number of the smaller municipalities on 
this system, but fortunately the increase in the business done 
by these municipalities resulted in an increase of revenue to 
them and in most cases a profit was realised. At the begin- 
ning of the vear, the Comunission fixed a schedule of rates to 
cover the estimated cost of service to all municipalities. The 
total revenue amounted to $3,946,133, but after meeting 
working and interest charges there was a deficit of. 147.464, 
which is considered satisfactory in the circumstances which 
prevailed. 

The operation of the Ontario Power Company's 150,000-kW 
plant was not marked by апу unusual occurrences and na 
new construction of importance was carried out. The report 
gives detailed reasons for the dron of head and loss of power 
due to ice from Lake Erie, which descends in small pieces and 
upon being stopped by the diverters freezes into a solid block 
and fills the water openings. Dynamite is used to clear 
these stoppages. The gate valves on several of the sets have 
heen rebuilt and provided with rising stem operating mechan- 
isms, which are more efficient than the old type. Details 
are given of numerous other improvements which have been 
carried out to this plant, and it is stated that 1.026 million 
unita were generated here during the vear. The Niagara 
Svstem. during the period of shortage. took the supply of 
one of the Canadian-Niagara Co.'s 9.000-h.p. sets. but tbe in- 
crease of demand soon absorbed this extra power, and the 
problem remained ав serious as nefore. Another factor which 
contributed to the shortage was the expiration of a contract 
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with the Toronto Power Co., which deprived the system of 
13,000 h.p. The report deals with the progress of the Queen- 
ston-Chippawa Development (Erec. Rev., October 8th, 1920, 
p. 477), which has now been opened. The ‘Severn System's Big 
Chute plant was kept loaded, but the supplies taken previously 
from the Eugenia and Wasdell's Systems were discontinued. 
The Wasdell's System was not seriously affected by industrial 
depression as the area is principally agricultural, and service 
was given to many additional farms. One large industry was 
added as a power consumer increasing the total amount of 
power transmitted over the system by about 75 per cent. The 
power supply of the St. Lawrence System was ample. 
The Muskoka System was fully occupied during most 
of the year. Satisfactory operation of the Central Ontario 
System is reported. The principal feature of the year's 
working was the addition of the Healy Falls—Peterboro 
line to the svstem. This line is 28 miles long, with 
power supplv of the St. Lawrence System was ample, and 
during March and April a block of 475 h.p. was supplied to 
the Toronto Paper Co., whose generating plant was tempor- 
arily closed. The plant of the Muskoka System was fully 
occupied during most of the year, although there was a slight 
falling off towards the end. Satisfactory operation of the 
Central Ontario Svstem is reported. ‘The principal feature 
of the vear’s working was the addition of the Healy Falls— 
Peterboro line to the system. This line is 28 miles long, with 
steel-reinforced aluminium conductors. It provides an addi- 
tional source of power to a number of municipalities, and the 
telephone lines it contains are of considerable assistance in 
load-dispatching. The re-insulation of the 44,000-V lines was 
almost completed during the vear. A shortage of power was 
caused for about six weeks by the low stream flow of the 
Trent River, but assistance was secured from several exter- 
nal sources. The addition of the new generating station. with 
an output of 1.575 kVA at High Falls, on the Mississippi 
River, enabled the Rideau System to give з full supply to the 
municipalities it serves. Here again difficulty was experienced 
from insufficient stream flow on the Rideau River, and the 
onening of the High Falls station was onportune. In the 
Nipissing System. althouch the load was higher. it was not 
found necessarv to use the steam stand-by plant, which has 
heen installed for tiding over low-stream periods. The Thun- 
der Вау System operated satisfactorily. but it was found 
necessary to increase the power held im reserve from the 
Kammistiauia Power Co. from 6,000 to 7,000 h.p. The Ottawa 
and Hull Power & Manufacturing Co.. which sunnlies power 
to the Ottawa Svstem. by arrangement with the Commission, 
put a new station into overation during the vear. and the 
whole of the power for Ottawa 1s now supplied by this plant. 
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The ''Consolidated Operating Reports'' of the systems 
show that earnings amounted to $9,707,901, as compared 
with $7,827,055 in the previous year. Expenses totalled 
$5,094,056 ($6,531,482), and depreciation charges $902,403 
($814,219), leaving a surplus of $711,516 ($451,354). 


PARLIAMENTARY NOTES. 


Second Readings.—In the House of Lords on March 9th the 
Black Country ‘lramways and Light Railways Bill and the 
Yorkshire Electric Power Bill were read a second time. On 
the Sth inst. the second reading of the following took place :— 
North Metropolitan Electric Power Supply Bill; South Wales 
Electrical Power Distribution Co. Bill; and Ayr Burgh (Elec 
tricity) Bill. 

The L.C.C. Railess Traction Proposals.—Before the Court 
of Referees at the House of Commons last week, the Wands- 
worth Borough Council appeared to oppose the Bill pre 
moted by the London County Council to introduce railless 
vehicles at Lewisham. The Council opposed on the ground 
that it was injuriously affected. Trolley vehicles were 
something new in street traction, and the Wandsworth 
authority was afraid that the proposal with regard to Lewis 
ham would ultimately extend to the whole of London. The 
Council asked to be allowed to state its view now and во pre 
tect the interests of the district. Mr. Hope (Chairman «f 
Committees), who presided, said that the Court was not 
satisfied that a рлі facie case had been made out, and the 
application would not be allowed. 

Electric Lamps in’ Mines.—In the House of Commons on 
Monday Major KELLEY asked the Secretarv for Mines whether 
he proposed to make апу new regulations governing the 
use of electric or other safety lamps in mines. 

Mr. BRIDGEMAN replied that no fresh regulations governing 
the use underground of safety lamps were contemplated at the 
moment. He was awaiting recommendations in the matter 
from the Miners’ Lamps Committee. As regarded danger 
from choke damp, he was advised that flame safety lamps or 
open lights (where used) gave sufficient warning to enable 
the miner to withdraw in safety. "The electric safety lamp. 
however, could give no warning of the presence of inflam- 
inable or noxious gases, and the question what steps should 
be taken to provide safeguards in the general use of electric 
lamps by the workinen in a mine was now under consideration 
by the Miners' Lamps Committee. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—1H. J. Puun & Co. (trading as 
Herbert sohn Pugh), electrical engineers, 35, Broadway 
Parade, Crouch End.—This debtor petitioned the London 
Bankruptcy Court on December 3lst, 1921, with liabilities 
£470, against assets, ' bad debts, £24.” He attended last 
week before Mr. Registrar Mellor at the London Bankruptcy 
Court, and stated that he commenced business on. his own 
account in May, 1914, with £10 capital, and traded until 
April, 1921, when an execution was levied by a creditor. 
Witness then sold the contents of the premises for about £20 
to his mother, who had since carried on the business and 
employed him as manager. In February, 1921, witness 
opened a branch at 16, Fore Street, Edmonton, but it was 
not a success, and was only in existence for a month or 
two. He attributed his failure to bad trade and the stoppage 
of his business during the execution of necessary repairs 
to the premises. The examination was concluded. 

ARTHUR COURTENAY INCE (trading as the Newcastle Electrical 
Engineering Co.), 21, Fenkle Street, Newcastle-on-Tvne, elec- 
trical contractor.—The adjourned public examination of tbis 
debtor was held on March 9th at the County Court, Westgate 
Road, Newcastle-on-Tyne. Debtor stated that he was born 
in Barbados, West Indies, and came to England in Julv, 1915, 
to enlist. He was in the Army until November, 1919, and 
then had between £500 and £600. He commenced the New- 
castle Electrical Engineering Co. in October, 1920, with 
another man. In May, 1921, this man left the business, and 
on August 16th, 1921, debtor was joined by another man. At 
that time the business was in difficulties. The name was 
changed to the Tvne Electrical Industries, and debtor took 
over responsibility for the debts of the old firm. Debtor 
attributed his failure to bad trade and losses in trading. He 
stated further that he had very little experience of business 
in this country and had to depend upon others. The examina- 
tion was adjourned to be closed. 

FREDERICK CHARLES Goss, 64, Gloucester Road. Bishopston, 
Bristol, electrical engineer.— The receiving order in this matter 
was made on February 28th on debtor’s own petition. The 
statement of affairs shows liabilities of £1.291, while the net 
assets are estimated at £269. or a deficiency of £1,022. 
Jebtor attributes bis failure to the slump in trade, deprecia- 


tion in value of stock, expenses in connection with ageney for 
automatic hghting plant, and expenses in connection with the 
illness of his wite. It appears that in May, 1919, he cour 
menced business as ап electrical engineer in. partnership with 
another. The partnership capital, amounting to £50, was pru- 
vided by debtor. When ccmmencing, the partners had по 
business premises, but traded from their private addresses. 
In October, 1919, the partnership was dissolved, debtor takin, 
over the assets and liabilities. Subsequently debtor traded 
on his own account, and for the first two years the business 
was fairly successful, but during the last year, by reason of 
the slump in trade and falling prices, be traded at a loss. 
On February Sth a meeting of creditors was held, when it 
was resolved that efforts should be made to realise suthcient 
from the assets to provide a composition of 4s. in the £, but 
as the creditors were not unanimous, the petition was filed. 
Debtor became aware of his position in August last. 

G. M. HALLETT, electrical engineer, 7, King Street, Frome. 
—Receiving order made March 7th on debtor's own petition. 
First meeting, March 2nd, at the Official Receaver’s Offices, 
Bristol; public examination, March 28th. 

J. Owen (J. Owen & Sons), electrical engineer. 156, West- 
combe Hill, and 3, The Grove, Greenwich.—Last day for 
proofs for dividend, April 3rd. Trustee: Official Receiver. 27, 
Russell Square, W.C.1. 

W. А. Davis, electrical engineer, late of 3, Coronation Street, 
Leeds.—Last day for proofs for dividend, March 2th. 
Trustee: Mr. Н. C. Bowling, Official Receiver, 94, Bond 
Street, Leeds. 

A. KERSHAW and C. Н. Woop (Kershaw & Wood), electrical 
engineers and merchants, 9, Bradford Road, Dewsbury.— 
Application for discharge Чо be heard at the County Court 
House, Dewsbury, April 5th. 

M. T. B. Gorpon (T. Gordon), electrical and general mer- 
chant, late of 20, Western Broadway. Hammersmith, W.— 
Trustee: Mr. D. Williams. Official Receiver, Carey Street, 
W.C., released February loth... 

J. Harrison (Harrison & Son) electrical engineer, ©З, 
Princes Street, London Road, Southend-on-Sea.— Trustee : 
Mr. T. Gourlay, Official Receiyer, 29, Russell Square, W.C. 
released February 4th, 
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G. Н. Gee, electrician, 10, Front Street. Annfield Plain, 
Durham.—Trustee: Mr. C. Woollett, Official Receiver. 4, 
Northumberland Street, Newcastle-on-Tyne, released Febru- 

24th. | 
“у RaWSTHORNE, electrical engineer, 67b, Paradise Street, 
West Bromwich.—Last day for proofs for dividend. March 
33th. Trustee: Mr. E. E. Deane, Otticial Receiver, 101, Cor- 
poration Street, Birmingham. | | 

V. B. WoRTHINGTON, electrical and mechanical engineer, 
Ellesmere Yard, Walkden.—First and final dividend of 53d. 
in the £ payable March 20th, at the Official Receiver’s offices, 
Byrom Street, . Manchester. 

M. Watkinson, H. WATKINSON, A. Watkinson (Watt and 
Co.), electrical and mechanical engineers, 22 & 24, Palmer 
Road, Sheffield.— First and final dividend of 6s. 2d. in the £, 
payable March 20th, at Messrs. Parkin & Co., 36, Bank Street, 

hettield. 
E T. WiLLIAMS and W. J. Bevan (Electrical and General 
Engineering Co.), electrical engineers, 49, Commercial Street, 
Aberdare.—First meeting, March 22nd, at 34, Park Place, 
Cardiff; public examination, April 21%. 


Company Liquidations.—NEa4rLE & Fretxp, Ltp.—Winding 
up voluntarily. Liquidator: Mr. E. G. Evans, 3, London 
Wall Buildings, B.C. Meeting of creditors, March 20th. 
Particulars of claims to the liquidator by March . 15th. 

Tug DvRoLrTE MANUFACTURING Co., Lro., Hardinge Lane, 
Penge.—Pursuant to Section 185 of the Companies (Consoli- 
dation) Act, a meeting of the creditors in this matter was 
held on the 10th inst. at the offices of Mr. Н. C. Merrett, 41, 
Finsbury Square, B.C. The liquidator, who presided, said 
that the liabilities to unsecured creditors amounted to £2,774, 
while there were partly secured creditors for £501, the se- 
curity held being valued at £25. The assets consisted of 
cash in hand £17, furniture £135, and there were 3,000 ordin- 
ary shares in a company called Clvdo, Ltd., but it was un- 
certain What the shares would realise, and the liquidator 
said that it would be safe to assume, for the time being, that 
the assets Were somewhere between £300 and £400. [t was 
said that the Clydo Co. had been run in conjunction with 
the Durolite Co., and the patents of the Clvdo machines, 
which consisted of an illuminated sign, were believed to be 
of very considerable value. In the result it was decided that 
the liquidation should be left in the hands of Mr. Merrett, 
with a committee of inspection. 

Campion, Barn & Co., Ltp.—Winding up voluntarily. Liqui- 
dator: Mr. J. Frith, 14, St. James’ Street, Sheffield. Meeting 
of creditors, March 23га. Particulars of claims to the 
hquidator by April 20th. 

BRITISH SwrrcHGFAR, Lrp.—Meeting cf creditors, March 
th at Australia House, Strand, W.C Claims to the liqui- 
ditor, Mr. T. D. Marshall, 10, Bush Lane, Cannon Street, 
E.C.. by March 28th. 

C. Portass & бох, Ltp.—Meeting, April 90th, at 155. Nor- 
folk Street, Sheffield, to hear an account of the winding up 
from the liquidators, Messrs. J. S. Hancock and C. Turner. 


Sequestration.—J. WALKER (carrying on business at various 
addresses from time to time as J. Walker, J. Walker & Co.. 
Walker & Co., and Walker & Nicholson), manufacturer of 
medical electrical appliances, 9, Thistle Street, Glasgow.— 
Estates sequestrated by the Sheriff of Lanarkshire at Glasgow 
on March 7th. Meeting to elect trustee and commissioners, 
March 90th at the Faculty Hall, Glasgow. 


Dissolutions of Partnership.—J. C. ARNALL & Co., electrical 
and mechanical engineers, 1, Thomas Street, Smethwick.— 
1 А. N. Gesling and Mr. J. С. Arnall have dissolved partner- 
ship. 

PRovVINCIAL LIGHTING & ENGINEERING Co, Engineers, 9, 
Derby Road. Weaste, Lancaster.—Messrs. I. Faulkner and 
C. T. Joyce have dissolved partnership. Mr. Faulkner will 
attend to debts. 


Trade Announcements.—Messrs. ВАпЕҮ & THORPE have 
cominenced business as electrical and mechanical engineers, 
хе. at Prince's Dock Chambers, Prince's Dock, Hull, and 
they wish to receive catalogues. 

THE SPEARING Воп„ЕЕ Co., Lrp., and Messrs. TINKERS, LTD.. 
the well-known Lancashire boiler makers, of Daisyfield Boiler 
Works, Hyde, near Manchester, have come to an arrangement 
under which the Spearing Co. acquires the controlling interest 
m Messrs. Tinkers. The Spearing water-tube boiler will in 
future be made at the works of Messrs. Tinkers, where large 
extensions, to cope with the rapidly-growing demand for the 
Spearing boiler, are to be carried out. Mr. Spearing will 
Jon the board of Tinkers, Ltd., as chairman, and Mr. Frank 
Tinker will continue to act as managing director. 

Messrs. W. E. Носнеѕ & Co., of 50 & 51, Lime Street, 
Lendon, E.C.3, have been appointed the sole agents for Great 
Britain of the Société Suisse de Clématéite at Vallorbe 
(Switzerland), makers of '' Clémateéite ” insulating material. 
In connection with the liquidation of the 
Wolf Engineering Co., Ltd., under the reconstruction scheme, 
Messrs, PooLEY & AUSTIN, of 34, Broadway, Westminster, 
S.W., have been re-appointed the sole London agents for the 
new firm, and will continue to supply fractional horse-power 
«оќогв from stock in London, or direct from the works as 


Wilson- | 


hitherto. It is hoped to have all sizes for both a.c. and d.c., 
from 1/30 up to 4 h.p., in production within the next few 
months. 

Catalogues and Lists.—Messrs. W. E. Нсснеѕ & Co., 50 
and 51, Lime Street, E.C.3.—A catalogue illustrating a 
number of insulating-material manufactures produced by. the 
Swiss firm La Société Suisse de Clémateite. 

Messrs. Donovan & Co., 47, Cornwall Street, Birmingham. 
—l.st No. 1,322, giving reduced prices of cables and wires. 

MESSRS. JOHNSON & PHiLLIPs, Lrp., Charlton, S.E.7.— 
t Transformer Abstracts " No. 7. This issue explains why 
current rushes take place upon s-itehing-in a transformer 
on no load. 

Messrs. SIEMENS Bros. & Co., Lro., Caxton House, West- 
minster, S. W.].—Pamphlet No. 130 F., giving a description 
of the ` Stannos " concentric wiring system and photographic 
views of several Installations. 

Mr. J. B. Repkin, 2124, Shaftesbury Avenue, W.C.2.—A 
well-illustrated list giving full particulars and dimensions of 
switches and switch-fuses of various patterns made Бу the 
Sprecher & Schuh Co., of Aarau, Switzerland. 

Messrs, L. G. Hawkins & Co., 116, Charing Cross, Road, 
W.C.2.—A small folder dealing with ‘ Vio Ray” high- 
frequency outfits. Priced and illustrated. 

ATELIERS DE CONSTRUCTIONS ELECTRIQUES DE CHARLEROT, 56, 
Victoria Street, S. W.].—An illustrated stock list (in French) 
of a.c. motors and d.e. motors and dyvnamos. 

Messrs. STRODE & Co., Lrp., 48, Osnaburzh Street, N.W.1. 
—An illustrated booklet presenting a number of examples of 
metal-work, including shop fronts, doors, interior decoration. 
&c., carried out by the firm. 

IMPERIAL ELECTRICAL TRADING Co., 106, Charing Cross Road, 
W.C.2.—An illustrated and priced leaflet of '* silvered pyra- 
midal’’ shades and reflectors. 

Our Foreign Trade.—lepreuaky Fictres.—The following 
were the values of imports and exports of electrical goods 
and machinery during February 1922 :— 

2 Months 


Feb. Ine. or 1922. 
1922. dec. Inc. or dec. 
£ £ £ 
Imports— 
Electrical goods and appa- 
ratus 5 80.149. — 127,703. — 258,726 
Machinery 637,524 — 619,335 — 1,650,557 
Erports— 
Electrical goods and appa- 
ratus " 25 608,763  — 515,008  — 1,007,727 
Machinery ... 4,636,529 
\ 


—1,761,400 — 4,021,540 
Re-cxrports— ee 
Electrical goods and appa- 
ratus я pis 35 


21.349 — 8.698 — 97,09 
Machinery 


e. 05,46 + 443 — — 64301 

A German's Call for Help.—Surcly no friends of British 
electrical manufacturing will be likety to yield. before the 
advances that are being made by certain would-be German 
electrical exporters who want our buyers to lend them aid 
in securing facilities for German travellers to more easily 
enter the British market. A correspondent. has sent us a 
copy of circulars received from а firm in Berlin stating that 
Mr. So and So will soon be coming across to call personally 
in order to show him samples of latest models of magneto 
electric lamps. The following quotations froin the circular 
will entertain our readers: " [n order to overcome the exist- 
ing difficulties in procuring the necessary passport and 
travelling permit, we shall consider it a great favour if vou 
will send us a few lines to the effect that a personal inter- 
view would be needed to arrive at a proper understanding. It 
is hardly necessary to say that we would not only ask this 
favour of you if we did not feel convinced that a personal 
Interview will be to mutual advantage.” 


Electric Hardening Furnaces.—.A demonstration of modern 
methods of heat treatment of steel was recently organised by 
the Department of Applied. Science of Shefüeld University, 
under the supervision of Prof. C. H. Desch. A Wild-Barfield 
hardening furnace was installed at the Faculty of Metallurgy, 
and manufacturers were invited to bring sunples of their own 
work to be hardened. It is clauned that where these fur- 
naces are installed on mass production, in no case has the cost 
exceeded that of gas-fired furnaces, while the uniformity of 
results, the improved quality of the products, and the benefi- 
cial effects on the health of the operatives are strong argu- 
ments m favour of the electrical way. 


South America.—According to the Review of the Liver 
Plate, the Compañia Sudamericana de Telefonos Io. M. Eric- 
sson has been formed to manufacture telephonic, telegraphic. 
and electrical materials in general and also * Block ” appara- 
tus for railways, &c. Capital, $200,000 m/n, in 2,000 shares 
of $100 m/n each. 


The same contemporary announced a meeting of share- 
holders of the Compafia Platense de Electricidad Siemens- 


Schuckert S.A. for February 20th to elect a new beard of 
directors, appoint three sub-managers, and to authorise the 
new board to treat for the purchase of the assets and liabilities 
of '' Siemens-Schuckert Limitada ”' (‘‘ Compañia de Maquin- 
arias e Instalaciones Eléctricas "') м5 


АЕА КЕЕ, 


874 


THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2,312, MARCH 17, 1999, 


ле Ө а 


Growing Demand for Electrical Machinery in British 
Malaya.— With the steady development that is going on in 
the interior of the British-controlled portion. of the Malay 
Peninsula, there is a growing demand for electrical machinery. 
This demand 18 indicated by the following statistics of imports 
and exports taken from the ойла! records of the Straits Settle- 


ments :— Imports. Exports. 
1917 ез ose a $us T 60,525 18,795 
1915 aoe ve sis T vis 09,189 22.191 
1919 Vk TM ее TT i 153,590 31,795 
1929 % - 241,923 51,002 


Though classified as exports, the electrical goods sent out 
of the Straits Settlements do not, to any great extent, leave 
the Peninsula, but find their way into the Federated and 
Unfederated Malay States—in 1917 to the value of £14,825; 
in 1915, £10,317; in 1919, £22,818; and in 1920, £32,497. 
Manufacturers of electrical machinery will be interested to 
know whence British Malaya obtains its supplies, and this is 
shown in the following comparative table :— 


1918. 1919. 1920. 
| £ £ £ 

United Kingdom ites 17,028 20,430 123,122 
U.S.A. E we vi on 9,179 74,593 46,982 
Canada — — 25,398 
Japan hes -— 3 13,806 811 11,963 
Holland e — ve xd — — 8,672 
Hongkong 1,688 5% 7,816 
Italy ыз, хш: oe 933 457 5,724 
Denmark "€ T йч 2d — — 4,714 
France 2: t. ET ibs — -—- 1,773 
Australia ois 2 she ba Tih 1,074 1,024 
China 7,074 4,051 898 


of America took premier position in 1919, to be displaced by 
the United Kingdom in the latest year for which statistics are 
available. Canada has come in as a supplier of electrical goods, 
and it would be interesting to know exactly what proportion 
of the supplies from Italy, Holland and Denmark originated 
in those countries and whether any portion came from Central 
Europe. The imports from Hongkong and the China coast 
ports may be merely transhipments from Japan, the United 
States, or elsewhere. 

In the Federated Malay States, the supervision of electrical 
machinery is entrusted to the Senior Warden of Mines, and 
from Mr. A. R. Mvnott's report for 1920 it appears that 
the number of installations of generating plant in these 
States was as follows:—1Ul3, 106 (9.360 kW); 1919, 109 
(0.544 kW); 1920, 110 (10.376 kW). In addition, there were 
45 self-contained low-voltage lighting plants installed in pri- 
vate houses, and about 900 kW of plant was in course of 
erection at the close of the year. The aggregate kW power 
of motors employed was 10,047, as against 9,067 in 1919, and 
8,911 in 1918. 

A classification of all electrical generating plant employed 
in the Federated Malay States in 1920. was given in kW as 


follows :— Power. Light. 
Mining ; T -— 9,551 217 
Agriculture 2% РА ТУ, 26 214 
General vas oe i T 109 170 
Government on an we 331 2.460 
Total 10,047 3,070 


Commenting оп the statistics, Mr. Mynott says thev show 
that very little progress has been made during the last three 
years in the utilisation of electrical energy, which, to a great 
extent, is due to the prevailing high price of machinery and 
the difficulty in getting orders executed. "Two Diesel-driven 
alternating-current plants, aggregating 900 kW, were in course 
of erection at the end of the year. Units of this type 
of moderate size have proved themselves to be reliable and 
economical in British Malaya. 

In the report for 1920 of the Director of Public Works. 
it is stated that during the greater part of the year many 
houses in Kuala Lumpur. the capital of the Federated Malay 
States, were without meters, and the revenue suffered in 
consequence. In December meters were installed m all the 
houses. The supply in the town, considering the shortage of 
material and the condition of the plant, was well maintained, 
and only one serious stoppage took place. Sale of energy 
brought in £31,019, against £23,567 in 1919. 


Unemployment.—.\ further decrease in unemployment 
was shown in the Ministry of Labour returns for March 6th, 
the total registered as wholly unemployed being 1,811,543, 
as compared with 1,837,233 a week earlier. 


For Sale.—By direction of the Disposal Board, Messrs. 
Buckell & Ballard will sell by auction, on March 28th, at the 
Witney Acrodrome, buildings and plant, including electrical 
machinery, &c. 

London County Council Tramways Department invites offers 
for one Dick. Kerr motor booster set. (See our advertisement 
pages to-day.) 

Italian Trade Fairs.— Active preparations are now being 
made in connection with two of the most important trade fairs 
held annually in [talv—one at Milan. from April 12th to 27th, 
the other at Padua, from June Ist to 15th. Official returns 
show that at each of the previous fairs in 1921 the amount of 
business transacted reached 500 million lire. . Since Milan is 
separated by only six hours’ railway travel from Padua, it 
would be possible to exhibit any sort of products in both 
places within a brief period of time. The number of British 
firms entering has not been so large as anticipated; but with 


regard to Padua, applications for space can still be entertained 
up to and including April 20th, if addressed to the Italian 
Commercial Delegation, 7 & 8, Norfolk Street, Strand, W.C.3, 
or to the Anglo-Italian Chamber of Commerce, 4, Queen 
Street Place, London, E.C.—Heuter's Trade Service (Rome). 


. German Electrical Industry.—A writer in the Austrian 
Journal Hlectrotechnik und Maschinenbau thus describes the 
present position of the German electrical industry :—I'hose 
who visited the autumn fair at Leipzig were impressed by 
the fact that German industries, and not least the electro. 
technical, despite all obstacles, were as capable of outstanding 
ellort as ever before. Not only have the big concerns and 
specialised frins, whose names are known in all countries, 
known how to maintain their positions, but numerous new 
firms have started and testilv to the capacity and tenacity of 
the German people and the solidity Gt German work. Hh 
seenis even possible that in several departments where the 
fierce competition had caused the production. of unsound 
and inferior goods the quality, construction and finish bad 
been improved. Anyway, it can be asserted that the Ger- 
inan electrical industry, notwithstanding all attacks—from the 
Versailles treaty, the revolution, the brutal oppression of the 
kingdom by the victor, the falling away of rich export and 
iuport markets, the political economic, and social upheavals 
—showed not the least sign of declension. Even when the 
manufacturing industries opposed with all their strength fiscal 
and treaty modifications as impossible of realisation, the 
transition from a peace-footing to that of a war-footing 
and vice versa has been a confutation of their pesi- 
mism. lt may be safely said that by the end of 1919 the 
difficulties attending these changes were overcome, and that 
in less than a year the industry was sailing out of the stormy 
waters of general turmoil into the smooth fairway of normal 
peace time activity. The need, after the cessation of the war, 
to fill empty warehouses and to supply long-denied goods 
contributed greatly to this recovery. The home demand 
for electrical energy, which so long as the war lasted was arti- 
ficially held in сресЕ. then demanded satisfaction. The new 
period of heavy loans forced manufacturers to substitute 
machine power for hand labour. The conviction of the advan- 
tages of electrice working, which at the beginning of the 
century could onlv be fostered by literary efforts, became 
generally recognised. The farmer, always shy of novelties, 
became acquainted. during the war with its advantages, and 
was the readier to modernise his methods as his profits accu- 
mulated. The dearth of petroleum spread the use of the glow 
lamp throughout all ranks of society. In consequence the 
electric supply stations were forced to increase their output; 
many adopted higher pressures und were able to give out large 
orders for generators, high-pressure installations, rural net- 
works, &c. The railways, post and telegraph officials, mines 
and ironworks, many industries and great landowners fed the 
electrical industry with more or less extensive orders. Foreign 
buyers also after a time put in an appearance, not only Dutch, 
Spanish, Swedish and Norwegian, but English, Italian, Bel- 
gium and even French. Nevertheless, the figures of German 
exports for 1920 compared with those of the vear before the 
war show how the electrical industry had suffered. Compared 
with 1913, the figures for 1920 are only half the amount, and 
if the value shows increase it is due to the sinking of the 
exchange quotation of the mark. Exports have fallen off 
most markedly in machines, cable and wire, as well as high- 
pressure apparatus. Only low-pressure equipment and heating 
and cooking apparatus show increase. During the war, in 
lands formerly valuable clients of Germany, independent 
practical electrical industries have arisen, protected by 
tariffs against outside competition, so that exchange differences 
no longer serve. Hence, for example, Italy in 1920 bought 
from Germany electrical machinery to the extent of 27,500 dz.. 
against 73,300 dz. in 1913. It is the same with the United 
States and England. Imports of transformers shrank from 
1.300 dz. to about 1,000 dz., and of apparatus from 12,200 dz. 
to 3.000 dz. Against this rose the exports of machines by over 
15,000 ах. ; cable and wire from 23.000 dz. in 1913 to 44,600 dz. 
in 1920. Trade with France also showed expansion; the 
exports in 1919-20 rose from 78,135 to 143,139 dz.; importe of 
electrochemical and electrometallurgical products fell in the 
same period from 433,200 dz. to 274,100 dz., while the exports 
rose 61,600 dz. to 187,700 doz. It is also notorious that the 
Austrian and Czecho-Slovakian industries are seeking to make 
themselves independent of Germany. According to all 
appearances, the German electrical] industry in the future can 
only count on the sale of its products abroad, when these are 
distinguished by permanent technical superiority. Hence it 
is hard to see how the newly started works and firms in this 

department can continue indefinitely. 


The British Industries Fair.—The Lord Mavor of Bir- 
mingham presided at an exhibitors’ dinner held on March 
7th. Mr. J. P. Plant (the hon. treasurer of the Fair Council) 
proposed the toast of the ' Department of Overseas Trade." 
and Sir W. H. Clark, in responding, said that the fact that 
the Department had escaped the ‘‘ Geddes Axe ”' was а matter 
for congratulation, and the protest raised against the closing 
of the Department had shown that British industry was solidly 
in favour of the Department. He complimented the company 
upon the excellence of this vear’s display, and said that no 
doubt the Birmingham section would continue to be held each 
year, Col. Cole, of the Board of Trade, also replied. 
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The Birmingham Section, 
visited by 40,000 persons, 
from all parts of the world. This is considered satis- 
factory. Mr. H. О. Worrall (the chairman of the 
Council of the Fair) reported at the close that the amount 
of business transacted and the prospective business were more 
considerable than last year, and that with regard to oversea 
trade especially, there had been a notable increase. The im- 
provement in business was specially marked in the small tool 
rection: and satisfactory reports had been received with regard 
to hollow-ware (aluminium of superior grades), particularly for 
the electrical trade; and general Ironmongery. Many exhibi- 
tors have booked stands for next vear's Fair, and in some 
instances the space has been increased. 

Copper and Lead Prices.—Messrs. F. Smith & Co. report 
March 15th :—Copper (electrolytic) bars, £68 15s., 35s. to 75s. 
increase; ditto, ditto sheets, no change: ditto, ditto wire rods, 
£18 ]os., 35s. to Tos. Increase: ditto h.c; wire, LO 7/16d., 1d. to 
т1н. increase. 

Messrs, James & Shakespeare report Mareh 15th :—Copper 
lars (best selected), sheet and rods, no change; English pig 
lead, £22 155., 10s. increase. 

Egyptian Contract for British Manufacturers.— Tenders 
were recently invited by the Public Works Ministry, Cairo, for 
the supply and installation of pumping machinery at Atf, in 
Lower Egypt. This contract was open to manufacturers all 
over the world, and has now been adjudicated to the Associated 
British Manufacturers (Egypt), Ltd., at a sum slightly over 
£E.70,000. The contract was keenly competed for by Swiss, 
German, French, Dutch, and other manutacturers. The instal- 
lation forms part of one of the largest pumping stations 
in Egypt, and the machinery and material to be supplied is 
all British. It consists of four Willans & Robinson (the 
English Electric Co., Ltd.) Diesel engines, each direct coupled 
to à Gwynne pump. Each unit 1s capable of pumping 6.4 
cubic metres of water per second. The electric power required 
is supplied by two Vickers-Petters semi-Diesel engines direct- 
coupled to the English Electric generators. The filtering 
plant is that of the Paterson Engineering Co., and the large 
sluice valves are supplied by Messrs. Glenfield & Kennedy. 
—Воата of Trade Journal. 


Wages and Conditions in the Tramway Industry.—The 
Joint Industrial Council for the Tramway Industry met at 
the Ministry of Labour on March 9th, and came to an agree- 
ment on the revision of the agreement of March, 1919, relating 
to hours and working conditions on the tramways throughout 
the country. A scheme was adopted for recommendation to 
the constituent bodies of employers' and men's organisations. 
Mr. J. Beckett, secretary of the Municipal Tramways Associa- 
tion, stated that the agreement covered all the outstanding 
points in dispute. It is understood that it is in the nature 
of à compromise, and that the guaranteed week of 45 hours 18 
be retained for existing staffs of the tramway undertaking.— 
The Timea. 


"Summer Time.’’—In the House of Lords on March 
Mth. the Summer Time Bill passed through Committee. This 
measure provides that the alteration. shall take place at 
?a.m. on the day after the last Saturday im March (except 
where this is Easter Day, when it will commence a week 
earlier), and. will continue until the morning after the first 
Saturday in October. The Bill was approved generally, but 
exception to it was taken by agricultural interests. On 
March 9th the French Chamber passed a similar measure 
after it had been rejected upon its introduction. 


The Spanish Tarifí.—Dv ап awkward little slip on the 
part of the printer part of the '' Business Notice ” on this sub- 
ject in our last issue appeared at the bottom of page 350 instead 
of at the bottom right-hand corner of page 337. As many of 
our readers must have discovered, the Spanish tariff matter 
concludes at the top of page 338. We apologise for any inysti- 
fication or confusion, for we can assure our readers that the 
accident was not a deliberate one, and have told the 
printer that we have no need for such attempts to expedite 
the very satisfactory rate at which the REVIEW circulation is 
moving. No prizes were offered to the first reader discover- 
ing the error; had it been so we should have won, for we 
“spotted ” it in going through our first otfice copies before the 
Review was actually on sale. 


French Railway Orders.—It is reported from Paris that 
an arrangement has been made in principle. between the 
Thamson-Houston group (Schneider & Jeumont works) and 
the Orleans Railway Co. for the delivery of all the plant re- 
quired for the electrification of the latter's system, includ- 
ing locomotives, transformer stations, equipment of the lines, 
ke. The work will be extended, over a period of several 
years. 

Oxford Street Lighting.—With reference to the article 
upon the above subject which appeared in our last issue 
(p. 331), Venner Time Switches, Ltd., states that the lights 
are grouped and controlled by ‘* Venner "" apparatus. 


Industrial Unrest.—According to Mr. Seebohm Rowntree, 
the existence of industrial unrest is “a reflection. оп the 
ability of industrial administrators." He will elaborate this 
statement in an address to business men and women to be 
given on Wednesday. March 22nd, at 3.30 p.m., at Gresham 


College, Basinghall Street, E.C., under the auspices of the 


Which closed on Friday, was 
including overseas buyers 


National Movement towards a Christian Order of Industry 
and Commerce, to which we recently referred. If unrest can- 
not be obliterated it can at any rate be reduced to insignificant 
proportions if the nation is disposed to pay the price, accord- 
ing to Mr. Rowntree. The account to be met to secure indus- 
trial peace will be under five heads : — (1) Wages: (2) hours; 
(3) economic security; (4) status of workers; and (5) giving 
the workers a definite share in the prosperity of the industry 
in which they. are engaged, | 


Ellison's Chess:players.—M. Kostich, the Serbian chess 
master, visited. Elhson's Perry Barr works on Saturday. last 
and gave a lecture on chess openings to the chess enthustasts 
there. We hear that the hints that M. Kostich gave on the 
way to develop the game and the importance of understanding 
the why and wherefore of the opening moves were exceedingly 
useful; particularly so, as the majority of the listeners were 
inexperienced plavers. The Ellison men play in tbe third 
division of the Birmingham Chess League under the name of 
the ` Induction Club." 


Applications for British Trade Marks.—.Mppended is a 
summary of the recent applications for British trade marks 
in respect of goods and productions associated with the elec- 
trical trades and industries. In place of the date of applica- 
tion for the trade mark, we propose in future to give the 
date from which those who desire to oppose the application 
have a period of one month in which to enter their opposi- 
tion :— 

J. E. (lettering and design). No. 421,231. Machinery and 
parts of all kinds included in Class 7.—The Jeary Electrical 
Co., Ltd., 8, Lambeth Hill. London, E.C. March 8th, 1922. 

Teletel. No. 420.054. Class 8. Numbering devices for 
counting and indicating telephone calls, &c.— Win. Albert Lan- 
dau, 43, Old Queen Street, Westminster, S.W. March sth, 
1923. 

Weeks’ Electrical Etching (lettering and design). No. 
420,180. Class 6. Electrical etching machines.— Weeks’ 
Photo-Engraving. Co.. Ine, 923, Sansom Street, New York, 
U.S.A. March 8th, 1922, 

Electricalities. No. 421,329. Class 16. 
earthenware.—The Cable Accessories Co., Ltd., 
Works, Groveland Road, Tividale, Tipton, Staffs. March 8th, 
1922. 

Rockbestas (lettering and design). — No. 402,883. Class 50. 
Asbestos electrical insulating material.—Martin-Rockwell Cor- 
poration, 347, Madison Avenue, New York, U.S. March 8th, 
1922. 


Book Notices.—'' Scientific Papers of the U.S. Bureau 
of Standards, No. 424, "© Mathematical Theory of Induced 
Voltage in the High-Tension Magneto” (15 cents); No. 425, 
“ Characteristic Soft X-rays from Ares in Gases and Vapours ” 
(10 cents); No. 426, " Thermal Expansion of Nickel, Monel 
Metal, Stellite, Stainless Steel, and Aluminium (10 cents); 
and No. 427. " Some Effects of the Distributed Capacity Be- 
tween Inductance Coils and the Ground " (5 cents). Wash- 
ington: Government Printing Office. 

" Proceedings of the Physical Society, of London." Vol. 
XXNIV, Part II (20--xev pp.). London: Fleetway Press, Ltd. 
Price 6s. net.—This includes communications on ** The Aver- 
аре Range of B-Rays in Different. Metals," by G. A. Suther- 
land, M.A., and L. H. Clark, B.Sc.; “The Sensitivity of 
Ballistic Galvanometers," by Prof. Ernest Wilson; " The De- 
termination of the Damping Decrement of a Tuning Fork," 
by R. Ll. Jones, М.А.; and a discussion on." IH vgrometry."' 

“The Journal of the Röntgen Society," Vol. XVIII, No. 70, 
January, 1922 (52 pp.) London: Perey Lund. Humphries 
and Co., Ltd. Price 5s. net.—This number includes Prot. 4. 
W. Nicholson’s Presidential address; ‘‘ The Physics of the X- 
ray Tube," by Dr. G. W. C. Kaye; and " Transformer Recti- 
fier Sets," by Mr. M. A. Codd. 

“ Physico-Chemical Problems Relating to the Soil."—4A те- 
port of a general discussion held by the Paraduy Soclety in 
May last (142 pp.). London: ‘The Society. Price 10s. od. net. 

" Electricallvy-driven. Colliery Winding Engines,” by Il. 
Marshall (32 pp.) New Malden, Surrey: Vizetelly & Co., 
Ltd. (for the Association of Engineering and Shipbuilding 
Draughtsmen). | 

The March issue of Industrial Welfare (9d. net) contains 
several articles of value to works’ managements and welfare 
workers. The importance of works magazines 18 stressed 
in an article on '" Restoring Faith in Industry." by Mr. Lance- 
lot Smith, C.B.E., and useful notes on the running of these 
magazines are given by an editor of one. The influence of 
welfare on production is discussed in an article by Mr. Hector 
McMichael; and methods of dealing with inventions by em- 
plovés are given. | 

The title of the Revue de l'Ingénieur et Index Technique 
has been changed to France-Belgique, and the offices have 
been removed to 32, Rue Saint-Christophe, Brussels. | 

“ Sharing Profits with Employés,” by J. A. Bowie (рр. 
ix+222). London: Sir Isaac Pitman & Sons, Ltd. Price 
10s. 6d. 

“ The Transactions of the South African Institute of Electri- 
cal Engineers," Vol. XII, Part 2. Price 3s. net.—The paper 
forming the greater part of this number is on “ Mineral Con- 
centration by Alternate Currents,” by Mr. W. М, Mordey, 
past-president I.E.E. 
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Manufacture of Cables in Japan.—The Nippon Electric 
Co., an allied company of the International Western Electric 
Co., of New York, has joined forces with the Sumitomo Elec- 
tric Wire and Cable Works, of Osaka, one of the oldest com- 
mercial enterprises in Japan. A new company has been 
organised to be known as the Sumitomo Electric Wire and 
Cable Works, Ltd., for the production of power, telephone and 
telegraph cable. It has started with a capital of 10,000,000 yen, 
or about $5,000.000. "The Nippon Electric Co. has granted 
to its new associate the right to use all its manufacturing and 
engineering inforination and patents which 16 receives from 
the Western Electric, covering the production of cable. The 
Sumitomo Co., which is primarily a manufacturing concern, 
on its side has agreed to assist the Nippon Co. in the sale 
not only of electric wire and cable, but also all its otber pro- 
ducts.—Indian Теге Journal. 


Exhibitors’ Failings.—Correspondence has been appearing 
in some of the papers reflecting upon the inattention to 
Visitors that was noticeable. at a number of stands at the 
British Industries Fair. We noticed this failing in a very 
marked degree ourselves, especially at certain. times of the 
day. It is a long-standing complaint—one that we have often 
had to ventilate in these pages. We cannot imagine that 
principals of businesses are responsible for stands being left 
understatfed and frequently entirely unattended for hours at 
a stretch when would-be buyers are about; if it were so, 
What could be more short-sighted after having spent heavily 
on making an exhibit of their products? And yet we cannot 
imagine that mattention or disloyalty among their staffs is 
responsible in many cases; here and there one expects to find 
a black sheep, but the 1naJority are honourable men. Who, 
then, is really to blame? Money spent upon exhibiting 18 
largely thrown away unless there be a live, courteous, capable, 
and not too talkative representative or two in charge. 


The Needs of Industry.—Mr. F. Dudley Docker, C.B., in 
addressing the Midland Branch of the National Union of 
Manufacturers at Birmingham, said that railway rates and 
fares Were at the base of cheap production. They wanted con- 
fidence, not conferences; the latter left the trade very much 
аз 1t was. Mr. Docker, as the first president of the F.B.I., 
is well qualified to know something about this matter. 

Sir Peter Rylands, another past-president of the F.B.I., 
in addressing Bradford traders, said a reduction of the income 
tax, to be effective, must be two shillings in the £. No sub- 
stantial trade improvements were likely in the next nine 
months, | 

In the House of Lords last week lord Southwark asked 
the Government to give consideration to the urgent necessity 
for the immediate reduction of postal charges in the vital 
interests of the trade and commerce of the country. The sub- 
ject demanded the attention of the Cabinet, as a reduction 1n 
the charges would improve trade and reduce unemployment. 


The Morwell Briquetting Plant.—The Federal Govern- 
ment has granted permission to six Gerinan engineering ex- 
perts to enter Victoria for the purpose of supervising the 
erection of the Morwell brown coal briquetting plant.— 
Reuter (Melbourne). | 


Local Electrical Exhibition.—An electrical exhibition will 
be held by the Corporation of Kingston-upon-Thames, at the 
Baths Hall, from April 3rd to &th inclusive. 


LIGHTING AND POWER NOTES. 


Australia. — MuswELLBROOK (N.S.W.). — The Municipal 
Council intends to use accumulated profits from its gas under- 
tuking to help finance an electricity scheme for the town.— 
Heuter's Trade Service (Melbourne). 

Boston.—Evectricity Scprry.— The. scheme for the supply 
of electricity to the town will shortly be commenced, and 
Mr. A. Smith, consulting engineer, has prepared plans for 
a generating station. A private company is to be formed to 
carry out the undertaking, which it is estimated will involve 
an expenditure of £150,000. 

Burley (Yorks.).—Exectricity Screrrv.— The. Council has 
under consideration a proposal to supply the distriet with 
electricity. 

Burton-on-Trent.—Nrw Puaxt.—The Corporation proposes, 
subject to the consent of the Electricity Commissioners, to 
install new plant at the power station at a cost of over 
£78,000. The matter-has been referred to the Finance Com- 
mittee with a view to the borrowing of the amount required. 

Cardiff.—EXTENSION or SuprPLY.— The Electricity Commis- 
sioners have granted the application of the Council. for 
permission. to supply the districts of Risca, Mvynddislyn and 
Bedwas with electricity. 


Continental.—ITaLy.—According to Prof. Luiggi, Italy 
possessed in 1915 329 hvdro-electric installations of above 
300 h.p. capacity, furnishing power equal to 935,000 h.p. In 
the period 1916-1920 there were added 54 installations, of a 
total power of 217,120 h.p. At the present time 54 plants are 
ander construction, totalling 359,210 h.p. Hence in a short 


time over a million and a half h.p. will be supplied by plants 
of over 300 h.p. capacity. Taking plants below 300 h.p. 
capacity the total output will shortly reach 1,800,000 h.p.— 
Revista delle Industria Elettroferroviaric. 


Doncaster.—LoaN.— Application is being made by the Town 
Council to the Electricity Commissioners for sanction to the 
borrowing of £10,740 for mains, е. 


Featherstone.—STnrrrT Licatixe.—The Urban Council bas 
accepted the offer of the Sharlston Colliery Co. for lighting 
Strathouse by electricity at £3 per lamp per annum. 


Glasgow.— ELECTRICITY EXTENSIONS.—The Electricity Com. 
inittee proposes to purchase four acres of ground for the pur- 
pose of extending the siding accommodation at the Dal- 
marņock power station at a price of £9,000. The estimated 
cost of the new works to be constructed is £250,000. 


~ 
Hastings.—l.o4N.—'l'he Town Council has applied. to the 
Electricity Commissioners for a loan of £3,327 for laying new 
mains in the St.Leonard's district. 


Hawkshead.—iectricity Surrty.—In connection with the 
proposed scheme for supplying the district with electricity, a 
canvass of the residents is to be taken to ascertain the num- 
ber who would be willing to take а supply. 


Inverness.—H]YDRO-ELECTRIC SCHEME.—The Town Council 
has decided upon a modified hydro-electric scheme for the 
town and adjoining district. The Bill will be brought for- 
ward next session and a company is being formed. It is 
estimated that the cost of the scheme will be between 
£125,000 and £200,000. ` 


Leicester.— YEAR'S WonkiNG.—The annual report of the 
electricity department for the past vear showed a gross profit 
of £61,731. After deduction of interest, sinking-fund charges, 
we., there was а net survlus of £721. 


London.—Harrops’ Power Llousre.—At: the annual meeting 
on March 8th. the chairman of Messrs. Harrods stated that 
modern power plant had been installed to supply the firm's 
large premises in Brompton Road. 


Maryborough (Queen's Co.).—ELECTRICITY ScHEME.—The 
Town Conunissioners have approved of the proposal of muni- 
cipal electric lighting at a cost of £10,000, to be borrowed in 
open market, and have appointed a deputation to place the 
scheme before the Local Government Department of the Irish 
Provisional Government. The charge for electricity will be 1s. 
per unit. 


Navan.—ScHEME ApPROVED.—The Local Government De- 
partment of the Provisional Government has approved of the 
scheme for the supply of electricity to the district. 


New Zealand.—W ANGANUI.—The ratepayers have approved 
of an electric lighting and tramway scheme, and a loan of 
£50,000 has been sanctioned to complete the installation of 
a steam-operated plant.—Reuter's Trade Service (Melbourne). 


Perth.—!.o4N.—The Electricity Committee proposes to 
borrow £5,500 for the extension of mains. 


Price Reductions.—Reductions are to be made in the 
charges for electricity in the following districts: Grimsby, 
Heywood, Long Eaton, Lynn, Stepney, and Sunderland. 


Rotherham.—Fis4Ncian RELiEF.— The Town Clerk hae re- 
ported that as a result of the negotiations with the Disposals 
and Liquidation Commission of the Treasury the loan of 
£150,000 made by the Government for the construction of the 
new power station has been cancelled: this will relieve the 
Corporation of financial obligations to the extent of £141,000. 


Seuthport.—CuaNGE or SvsTEM.—The electrical engineer 
has been authorised to arrange with two local companies to 
put in plant for altering the supply from single-phase to 
three-phase. 


Teignmouth.—Street LicuTiNG.—The Urban Council has 
accepted the offer of the Electric Lighting Co. for public 
lighting for five years, at £4 per 100 cp. lamp, and £6 per 
250 c.p. lamp, per annum. 


Torquay.—PanRLiAMENTARY Вил. —Тһе Town Council is pro- 
moting a Pill in Parliament for power to purchase the 
Newton Abbot Electrical Supply Co.'s undertaking in 
accordance with the agreement under which the Council will 
supply Newton Abbot with electricity. 


Uganda.—Ka4MPaLA..—AÀ scheme is on foot for the supply 
of electricity to the district. 


Warrington.—ExTENsioN oF SurrLy.—The Corporation is 
extending its cables on the south side of the Manchester Ship 
Canal as far as Thelwell. Cables are to be laid to Lymm 
if that authority requires a supply of electricity. 

New Sunp-sTATION.— The Electricity Commissioners have 
authorised the Warrington Corporation to borrow the money 
required for the erection of a sub-station at Latchford 
Without. 


Watford.—Loan.—The Urban Council is applying to the 
Electricity Commissioners for sanction to a loan of £38,940 for 
extensions to existing plant. 
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TRAMWAY AND RAILWAY NOTES. 


Bootle.— RESTORATION OF PENNY FanbEs.— Representations are 
being made.to the Liverpool Corporation for the restoration 
ui penny fares on the Bootle Council's section of the traw- 
way system. 

Brighton.— EXTENSION OF TiME.—Ihe Minister of ‘Transpcrt 
has extended the time of the Brighton. Corporation Act, 1917, 
and the Order, 1917, until August, 1023, for the erection. of 
trulley vehicle equipment. 


Continental.—HoLLAND.—TIbhe granting of the concession c 


fcr the electrification and extension of the `` Gooische Stoom- 
uam " (director, Е. M. Augustijn, Watergraufsmeer) may be 
expected this year, according to information sent to the De- 
parunent of Overseas ‘Trade by H.M. Consul-General at 
Botterdam. The line Amsterdam-Hilversuin will be the first 
t» be electrified, and a power station and annex buildings 
will be constructed. 

the " Zeeuwsch Vlaainsche Tramweg Mij,” of Axel (4), 
intends laying a new tramline with stations, sheds, ke in 
Zealand. ‘Lhe plans will probably be drawn up by Ingenieurs- 
bureau W. E. Kramer & H. Polano, Noordeinde, 19a, The 
Hague. It is expected that the work will be commenced at 
the end of this year. 

SWEDEN.—Lhe Ways and Water Constructions Board 
has asked the Government for a concession to con- 
struct an electric railway from Ragunda to Ostersund, at 
a cost of 10,600,000 kr., exclusive of the electrical equipment. 

PoRTUGAL.—AÀ partial tramway service has been resumed in 
Lisbon. The cars are being driven by military police. 

Itaty.—According to L'Elettricistá, a report has been pre- 
sented to the Italian Senate regarding the authorisation of the 
State Railway Administration to take up bonds for a sum of 
44,000,000 lure for the electrification of the State railways. 
The Trofarello-Roneo line, which includes the Turin-Genoa 
section, 18 ready for working, while the conversion has been 
undertaken of the Roneo-Arquota-Tortona, the Tortona-Nori, 
and the Voghera-Bivio-Bormida lines. It is hoped to be able 
to complete the Rome-Tivoli and the Rome-Anzio-Nettune 
line shortly, after which the Rome-Naples line will be taken 
in hand. It is anticipated that an additional 500 km. will have 
been eiectrified by the beginning of next year. "Ihe building 
of electric locomotives will take from 18 to 21 months, and 
an order has been placed for 111 locomotives, the estimated 
eost of which is 165,000,000 lire. А portion of these loco- 
motives will be placed on the lines already in use, while the 
ruuainder will be reserved for the lines now under construc- 
uon. 


Edinburgh.—TrRaMWay  ELECTRIFICATION.—The controversy 
regarding the system of electrification to be adopted in 
Princes Street was revived at a meeting of the Tramways 
Committee on March 8th, when it was resolved to reconsider 
the whole question. When approached and asked to call a 
special meeting of the Council for this purpose, the Lord Pro- 
vost told the Committee that it was its duty to carry out 
the Council's decision, arrived at in January, to install the 
et system. The Committee intends to carry the matter 
urther. 


Llandudno.--STai&tc.— Гре emplovés of the Llandudno and 
Colwyn Bay Electric Railway Co. are on strike. The dispute 
arose over a proposed reduction of 3s. per week in the men's 
wages, which it was contended was one shilling more than 
it should have been under the sliding scale agreement. It was 
finally decided to reduce the wages by 2s, 6d., and this was 
agreed to by the representative of the Transport and General 
Workers’ Union. The draft agreement, however, stated that 
all the employés on returning to work were to report to the 
tratic superintendent and to agree to any rearrangement cf 
the staff. As the traffic superintendent was also on strike, the 
representative of the Union stated that this meant that one 
ot the inspectors who had returned to work had been ap- 
pointed traffic superintendent, and he had stated that at the 
termination of the strike certain men would be dismissed. 

e men have refused to return to work until this man has 
been removed. 


London.— UNDERGROUND SCHEME APPROVED.—It was stated 
last week that the modified scheme of improvements and ex- 
tensions, submitted to the Government for assistance, by the 
Underground Railway Companies, had been approved. Em- 
ployment will be found for over 15,000 men for a period of two 
years, and the cost is estimated at £5,000.000. 

Breakpown.—A train on the District Railway was derailed 
last Friday by the breaking of an axle. The line was blocked 
for several hours, and the service between West Brompton 
and Parson’s Green stations was conducted on a single line. 

Acquisition oF BExiEY SysrEM.— The L.C.C. is negotiating 
for the transfer of Bexley tramway lines to its control. The 
L.C.C. boundary includes only a part of the system, but 
Powers are being sought to acquire those lines which lie 
Without the boundary. 

Lower Fares.—The South Metropolitan Electric Tramways 

^. has introduced cheap return fares on the Croydon-Sutton 
and Croydon-Tooting routes. 


Uruguay.— Monte VipEo.—The employés of the tramway 
company recently struck for higher wages. The company 


stated that it was impossible to increase wages unless the 
fares were proportionately raised. The municipality refused 
to sanction higher fares and gave the company 24 hours in 
which to resume normal working. This, of course, the com- 
pany was unable to do, and so the Town Council decided to 
take over the whole system; to pay the employés the wages 
they asked for; to inform the Government of its action, 
and wk for support. The company is protesting in the: 
Courts against this arbitrary action. 


TELEGRAPH AND TELEPHONE NOTES. 


Denmark.— WingLESs TELEGRAPHY.—Negotiations are taking 
place between the Marconi Co. and the Danish telegraphic 
department respecting the establishment of wireless tele- 
phone trattic between Copenhagen and London. The plans 
are meeting with strong support from the Danish representa- 
tives. The first experiment will be made in the course of the 
summer. 

The use of wireless telegraphy for the forwarding of Press 
telegrams 15, 16 is said, to be tried in Denmark. The wireless 
station at Lyngby is to be used as the forwarding station, 
and the scheme is to be carried out by association with the 
International Radiotelegraph and Radiotelephone Co. 


France.—Eirrr, TOWER WIRELESS STATION.—The director of 
the military wireless telegraph service (General Ferrié) has 
informed the Academy of Sciences that Ше transmitting 
plant of the Eiffel Tower wireless station will shortly be 
made much more powerful, principally in order to enable 
agriculturists all over France to receive meteorological fore- 
casts now being issued daily from the Tower for their benefit. 
—Reuter’s Trade Service (Paris). 


Poland.—TELEPHONE SERVICE.—The Swedish Cedergren Tele- 
phone Co., which owns the Warsaw telephone system, com- 
prising about 33,000 subscribers, will be taken over by a new 
concern, Which will acquire the Warsaw system as well as 
the State systems in Lodz, Lublin, Lemberg, Bialistok, 
Sosnowice, and Drobowiez, and gradually other systems. The 
combine has received a concession for 25 years.—l'inancial 
Times. | 

The Telephone Service.—ToLL Excuaxce.—The London Toll 
exchange has now been in operation for six months. The 
area covers roughly all places outside the London area within 
a 25-mile radius of London, and it is proposed to extend the 
Toll area to roughly double that radius as soon as possible. 
The average number of calls made weekly through the Toll 
exchange has been 32,000, 95 per cent. of which have secured 
immediate connection. The new exchange has also helped to 
lessen the time required for communication when calls are 
made much further afield. Of the 12 million trunk calls 
formerly made annually, 35 per cent. have been for sub- ` 
scribers in the Toll area, and, relieved of these, the trunk 
exchange has been able to expedite the remaining work, says 
The Times. | 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice " appeared.) 


OPEN. 
Barrow-in-Furness.—Electricity Department. _ Electrical 
stores, meters, &c., for 12 months. Electrical engineer. 
Bedford.—.\pril th. Electricity Department. Е.һ.р., 
h.p. and l.p. underground cables for 19 months. (See this 


issue.) 

Cheadle & Gatley.—<April 3rd. Urban District Council. 
E.h.p., m.p., and l.p. mains and street lighting accessories. | 
(March 10th.) 


Croydon.—March 27th. Electricity Department. Steam- 
raising plant, consisting of water-tube boiler, &c. (March — 
10th.) 

Dundee.—March 22nd. Electricity Department. Circu- 


lating water pipe-line. Mr. Н. Richardson, general manager : 
and engineer. | 

Edinburgh.—April 15th. Electricity Department. Con- 
verting plant for lighting and traction, and d.c. switchgear, 
for the Portobello Station. (March 10th.) 

Halifax.— March 21st. Board of Guardians. Electrical 
fittings for six months. Mr. A. T. Longbottom, clerk to Board 
of Guardians, Union Offices, Carlton Street, Halifax. 

Hove.—March 31st. Electricity Department. L.p. 
feeder switchboard. (See this issue.) 

India.—March 31st. High Commissioner of India. Elec- 
tric cable. (See this issue.) 


Kettering.—March 27th. Electricity Department. Two 
feeder cables. (See this issue.) | 
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London.—H.M. OrricE oF Wonks.—April 12th. Supply of 


electrical engineering labour-in-day work in the Leeds district. 
(March 3rd.) ; 

L.C.C.—April LOth. Ash convevor of the water-immersed, 
drag-link type, and ash hopper for the Greenwich power 
station. (March 10th.) 

March 27th. Wiring and fitting. for electric. lighting. and 
power at the Stamford Hill Stores Depot. (See this issue.) 

Porísmouth.—March 22nd. Board of Guardians. Three 
months’ supply of electrical fittings. Mr. H. C. Morrell, 
Guardians’ Offices, St. Mary's Road. 

Salford.—Tramwavs Department. General supplies for 
six months. General manager, 32. Blackfriars Street, Salford. 


South. Africa.—DunBAN.—April 19th. 
of consumers’ meters, &c. (see Erec. Rev.. December 30th, 
p. 592). The closing date for tenders has been extended to 
April 19th. Firms not represented in South Africa are ad- 
vised by the Department of Overseas Trade to forward. ten- 
ders as soon ак possible to Messrs. Webster, Steel & Co., 5, 
East India Avenue, E.C.3, the agents of the Corporation.* 

JOHANNESBURG.—April 12th. Municipal Council. 15 miles 
WOOO У.Х... 4 in., round section, H.D. trolley. wire.* 

Six 3,000-3,300-V cubicles.” 


*A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room #4), 35, Old Queen Street, S.W.1. 


Corporation. - Supply 


CLOSED. 


Blackpool.—Tramwavs Committee. Accepted:— 


One 95-ton: overhead electric travelling crane.—Hippinbottom & Mannock. 


Bradferd.—Tramways Committee. 

1,000-KW rotarywonverter.—General Electric. Co., Ltd. 

Two 300-kW ¢rotary-converters.—English Electric Co., Lid. 

Fourteen steel axles for trolley vehicles, £1,187 .—Rirkstall Forge ‘Eos 
Ltd. 

Electricity Committee. 

Steel nozzle box, vertical turbine.—Brilish Thomson-Houston Co., Ltd. 

Feed-water piping for Valley Road. station.—Aiton & Co., Ltd. 

London.—STr. ManvLüEBoNF.—Electric. Supply Committee. 


Recommended :— | 
12 Underteed self-contained stokers (£13,053).—U nderfeed Stoker Co. Leid. 
Spare armature for Ч.с. motor (£312).— English Electric Co., Ltd. 
Stepney.— Electricity Supply Committee. 
М) tons pitch, £157.—). Smart & Son. 
1,000 rolls 1 in. white tape, £97.—MacLennan & Co, > f 
500) gallons resin oil, £162.—W. T. Henley's. Telegraph. Works Co., Lid. 
Sunderland.—Town Council. Accepted:— 


Oil cooler.—Seriac Radiators, Ltd. , 
Meters;—Ferranti, Ltd., and Reason Manufacturing Co. 


Accepted :— 


к 


FORTHCOMING BVENTS. 


London Electrical Engineers: No. 4 (Newhaven Company).—Saturday, 
March 18th. At Anderton's Hotel, Fleet Street, Е.С. At 6.90 p.m. Annual 
dinner. 


Association of Engineers-in-Oharge.—Saturday, March 18th. At St. Bride's 
Institute, Е.С, At 7:399 pam. Informal discussion on “lhe Merits 0! 
Diesel and Other Oil Engines for Industrial Work." 


Royal institution of Qreat Britain —Saturday, March 8th. At Albemarle 

. Street, Piccadilly, W. At 3 pam. Lecture оп * Radio-activity," by Sir 
Ernest. Rutherford, F.R.S. 

Batti-WaHahs' Society.— Mond iw, March 20th, At the Holborn Restaurant, 
Ap] p.m., luncheon; at 2.30 p.m., annual general meeting. 

Electrical Society of Olasgow, = Tiesi: iv, March 21s. At 34, Gordon Street, 
Glasgow. At 7.30 p.m. Paper on © Organisation,” by Mr. P. J. Sims. 
institution of Electrical Engineers.— lhursiay, March 23rd. At the In- 
stitution, Victoria Embankment. At 2.49. p.m. Special general mecing 
of Corporate Members and Associates," Re Transfer of Moripages.” 
6 p.m., special meeting of Corporate Members to consider, бє, the 7 By- 
laws of the Institution "; afier che mecunp the discussion on ** Motor 

Starters " (adjourned from March. 2nd) will be resumed. 

(North-Western CGentre).—Tucsdiy, March 21м. At the Engineers? 
Club, Manchester. At 7 p.m. Informal meeting. Paper on *"! Speciheatioas 
and Estimates,” by Mr. J. Frith, 

(Liverpool! Sub-Oentre).—Mornday, March 20th. At the University, 
Liverpool. At 7 p.m. Paper on * Interconnection of а.с. Power Stations," 
by Messrs. L. J. Romero and J. B. Palmer. 

Roentgen Society.—Tuesdiav. March 91м. At the Institution of Electrical 
Engineers, Victoria. Embankment, W.C. At 8.15 рап. Silvanus Thompson 
Memorial Lecture on " Magnetism—and the Ether," by Sir Oliver. Lodge, 
F.R.S. 

institution of Оу Engineers.— Tuesday, March 21st... At the Institution, 
Great George Street, S.W. At 6 рат. Paper on‘ Alfeleectric Automatic 
Power Signalling on the Metropolitan Railway," by Mr. W. Willox. 

industrial League and Oounoil.—Wednesday, March Rnd. At Caxton Hall, 
S.W. At 7.30 p.m. Lecture on “Some Common Fallacies on Trade 
and Industry," by the Rt. Hon. G. N. Barnes, М.Р. . 

institute of Oost and Works Acoountants.—Wednesday, March 22nd. At 
the Institute of Patent. Agents, Staple Inn Buildings, W.C. At 7 p.m. 
Lecture on * Costing at Longbridge Works," by Sir H. Austin, M.P. > 

Northampton Engineering Oollege Engineering Society.—Thursday, 
March 23rd. At St. John Street, E.C. At 5.30 p.m. Paper on “ Electric 
Locomotives,” by Mr. R. E. Dickinson. 

Manchester Wireless Society.—Thursday, March 23га. At the Albert Hotel, 
Piccadilly, Manchester, At 8 p.m. Wireless lecture and demonstration, 
by Mr. J. Hollingworth, 

Physical Society of London.—Friday, March 24th. At the Imperial College 
of Science, South Kensington. At 35 p.m. Guthrie Lecture, “ The Effect 
of Electric and Magnetic Fields on Spectral Lines," by Prof. N. Bohr, of 
Copenhagen University. 


institution of Production Engineers.—Friday, March 24th. At the Institu- 
tion of Mechanical Engineers, Storey's Gate, S.W. At 7.30 p.m. Paper 
on ‘ Inspection Methods," by Mr. E. Fairbrother, 


Electrical Power Engineers’ Association. (Southern Division).—Friday, 

. March 24th.. At the Institution of Electrical Engineers, Victoria. Embank- 
ment, S bx At 7 p.m. Lecture on " Electric Control of Large Amounts 
of Power,’ ' by Dr. C. C. Garrard. 

(Derby and District Section).— Thursday, March 23rd. At the Flying 
Horse Hotel, Nottingham. At 6.45 p.m. Paper on‘ Power Station 
efficiency,” by Mr. J. N. Waite. 

(Kent Seotion).—Saturday, March 25th. At the Church Institute, 
Maidstone. At 6.30 p.m. Lecture on " Petroleum: its Insulating and 
Lubricating Power," by Mr. E. A, Evans. 

Edinburgh Electrical Society —Friday, March 24th. At the Philosophical 
Institute. At 8 p.m. Paper on “ Magnets," by Mr. J. McEwan Brown. 

Junior institution of Engineers.—Friday, March 24th. At Caxton Hall, S.W. 
At 8 p.m. Questions and general discussion. 


THE "ELECTRICAL REVIEW " 


DEPARTMENT. 


SERVICE 


Wk continue to receive many inquiries without the necessary 
stumped addressed envelope for reply. We would, therefore, 
once again remind inquirers of the sinple rules of the Service 
Departinent :— 

1. Address your inquiries to the ErkcTiücAnL, Review, LTD., 
Service Department, and enclose a HORN addressed enre- 
lope. 

2. Do not ask for information until vou have satisfied vour- 
self that it is not already contained in our advertisement pages. 

З. If we are the means of putting vou in touch with the 
firm or firms that vou require, do us the favour of mentioning 
the ELECTRICAL REVIEW. 

No charge is made for the service. 

To complete our answers this week we need the names of 
suppliers or manufacturers of :— 
A portable electric drill, having the initials. " B-D " 
surrounded by a circle and hexagon. 
A yellow lacquer for colouring electric lamps. 


NOTES. 


The Engineering Trade Lock-out.—The lock-out of mem- 
bers of the Amalgamated Engineering Union by firms belong- 
ing to the Employers! Federation has been in progress during 
the week. In London and a number of places A.E.C. menu 
are being allowed to remain at work in non-federated shops. 
The men locked out and those thrown out of employment m 
consequence thereof. are ineligible for the “dote.” There 
have been various notices, manifestoes, threats and appeals 
by different parties and organisations. The men say that. the 
employers are out to “smash” the unions; the emplovers re- 
pudiate the suggestion. The employers! notice states that the 
question at Issue is not one of overtime; the main issue 1s a 
refusal by the Trade Unions to continue the recognition of 
the employers! right to exercise managerial functions, unless 
with the prior consent and approval of the unions. A ballot 
is being taken of 47 unions associated. with the A.B.U. on 
the question of control, and papers are returnable on March 
2rd. The Minister of Labour savs he is keeping in close 
touch with the progress of the dispute, but he did not think it 
advisable on Tuesday. evenihg to make eny statement to the 
liouse. Various efforts have been made to secure Government 
intervention, but such intervention is deprecated by employers. 
The Church has appealed to both sides to end the dispute 
as speedily as possible to avoid damage to industry, further 
unemployment, and untold misery. The General Council of 
the Trades Union Congress issued a manifesto on Tuesday to 
the officials and members of affihated societies, stating that 
it was evident that the Engineering Employers’ Federation 
had decided to wage war on the A.E.U. and other unions 
with the object of their. complete destruction, and asking 
that the members of all affihated unions be warned of thet 
decision, The. employers issued a notice denying апу such 
intention, as stated above. The General Council of the Trade 
Union Congress. has now suggested the appointment by the 
Minister of Labour of a Court of Inquiry into the causes of 
the lock-out. 

On Wednesday the National Joint Labour Council, after 
conferring with the A.E.U. Executive, decided to urge the 
Government to set up ап inquiry into the dispute, under 
Part IT of the Industrial Courts Act. Messrs. A. Henderson. 
John Hedge, and others were appointed to wait проп Mr. 
Chamberlain and Mr. Macnamara at 11 o'clock on Thursday 
morning. If the inquiry was refused, it was proposed to ask 
for time for a debate in the House of Commons, to-day 
(Friday). | 

The negotiations in. the shipbuilding industry regarding the 
proposed withdrawal of the war bonus have not been succes 
ful. On Tuesday the employers were willing to revise their 
demands, altering their proposed immediate wage reduction 
of lös. 6d. to a reduction of 105. per week at the end of March 
and a further 6s. 6d. at the end of April. The men, however, 
would not consider a reduction of more than 10s., a anid this in 
two ds. instalments. The negotiations came to an abrupt ter- 
mination, but information available as we go to presa is to the 
effect that they were to be resumed yesterday, Thursday 
moming, and that the notices to the workmen had Keen mean- 
while suspended. 
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Christianity and Industry.—7/e Times has received from 
the Bishop ot Lichfield a manifesto on the engineering dis- 
pute signed by a large number of leaders of the churches. 
It agrees that the ultimate responsibility’ of management 
must rest with the employer, but states that a refusal to 
the workers of any share of control runs counter to a clear 
moral principle. Such a refusal denial of the worth 
of human personality. The statement re-affirins the principles 
laid down four years ago in the Report of the Archbishops’ 
Committee on ' Christianity and Industrial Problems " :— 

lt should be the normal practice in organised trades for 
the representatives of, employers and employed to confer at 
regular intervals upon such questions affecting the trade 
as may be suitable for common consideration. 

We think that the demand for an increasing share in 
the control of those industrial conditions upon which the 
livelihood of the worker depends is one which ought to be 
met. 

We believe that trade unionism, which bas proved its 
value an dealing with the tasks hitherto undertaken by it, 
offers an instrument through which the worker may obtain 
an increasing share in the control of industry. 


High-Voltage Switchgear. — The Metropolitan-Vickers 
Electrical Co., Ltd., has shown its belief in tbe need for 
switchgear for high voltages, and particularly for outdoor 
gear, in a practical manner by laying itself out to build 
it in its works at Trafford Park. In the accompanying illus- 
tration is shown a 73,000-volt oil switch in course of con- 
struction m-the shops. The line of high-voltage outdoor 
switchgear which it is constructing is practically identical with 
that built by the Westinghouse Electric & Manufacturing Co. 
in America. It is thus in no sense an experiment, but a 
series of thoroughly tried-out engineering designs. 

The particular switch illustrated is intended for outdoor 
use, and has a rated breaking capacity of 300,000 kVA. 
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METROPOLITAN-VICKERS OvTboonR 73,000-V Он, SWITCH. 


Duplicate butt contacts are employed, these being housed in 
metal castings of smooth profile to avoid corona trouble. .For 
these shields have been 
omitted in one case, as have also the porcelain sleeves which 
are fitted to protect from damage by the are the lower ends of 
the condenser terminals. On the bench to the right of the 
switch will be seen the magnet frame and coil for the elec- 
trical operating mechanism. When assembled this stands on 
the floor at the near end of the switch. The long lever 
shown on the mechanism bracket is removable, and mainly 
used for setting up the contacts in assembly. 


** Unbreakable '" Glass —A Czech engineer, Dr. Horak, 
is stated to have invented a form of glass which is practically 
unbreakable by force or heat. One of the experiments carried 
out with a vessel made of this glass, 1 mm. in thickness, 
was the fillmg of the vessel with wood and placing it on a 
red-hot stove. The wood became charcoal while the glass 
remained intact. Glass tumblers were repeatedly thrown on 
the floor and received no injury. , 


Appointments Vacant.—<Assistant switchboard attendants, 
for the L.C.C. Greenwich generating station; shift engineer, 
for the Southport Corporation electricity department; techni- 
cal assistant in. the Consumers’ and Hiring-out Department 
for the Barrow-in-Furness Corporation Electricity Depart- 
ment. (See our advertisement pages to-day.) 


Educational.— Dunbrs.—A meeting is to be held of the Joint 
Consultative Committee of the Technical College and the 
University College to arrange for the teaching of electrica! 
engineering in the city. 

THE Cape TecHNicat INstituTeE.—In our issue of July lóth 
last year we drew attention to the pending completion of the 
new Institute, and the opportunity which was open to 
british manufacturers to contribute items of plant for the 
equipment of the laboratories, thereby assisting the institute, 
and at the same time securing a permanent advertisement in 
the eves of the future buyers of plant in South Africa. We 
are informed that the staff hopes to remove from the tem- 
porary premises at Salt River to the new college in Caledon 
Square in the course of a few months. Unfortunately only 
three British firms have so far responded to the appeal and 
no dynamo makers. It has been difhcult to secure quota- 
tions for 3- and 10-kW rotary converters. It is hoped that 
some further orders шау be placed in a few weeks. Regard- 
ing the above items, the choice seems to lhe at present 
hetween American plant offered from stock in South Africa 
and a favourable Yorkshire quotation for about three months’ 
delivery period. The new buildings have a frontage of 
272 ft. and 197 ft. on the sides. A main switchboard by 
Messrs. H. Davies & Co., agents for Messrs. Erskine, Heap 
and Co., has been placed in the electrical laboratory, controll- 
ing a three-wire city supply up to 66 kilowatts (the limit of 
the overhead feeders) for hght and power. This laboratory 
measures 50 ft. by 30 ft., and is expected to be used for 
dynamo, motor, and transformer testing, &c., until such 
time as an extension dynamo-room can be built. Chemistry. 
physics, engineering, drawing, and mechanics’ laboratories of 
about the above size are also provided, with a library 40 ft. 
by 30 ft., and a large number of other rooms slightly smaller 
in size. It is hoped that British manufacturers will not be 
slow to secure the advantage cf a permanent exhibition by à 
small donation of plant or apparatus, which need not be the 
most up-to-date pattern. The initial stock got together last 
vear includes one English motor, three foreign motors, various 
English and foreign instruments and transformers. While 
the staff prefers British plant it cannot refuse any offer. 


The Post Office Tube Railway.—According to a statement 
issued by the Postmaster-General, on March 10th, the total ex- 
penditure to March 31st, 1921, on the Tube railway which. is 
being constructed for the convevance of parcels and mails to 
and from the G.P.O. was 1,057,823, of which £185,775 was 
spent in the financial vear ended at the date named. Tunnel- 
ling accounts for £767,710, and the other leading items are 
£73.108 for stations and £72,116 for earthworks, &c.—The 
Times. 


The Electro-Harmonic Society.— Ihe Society’s final con- 
cert of the season was held at Cannon Street Hotel on Friday 
last. The attendance was notably smaller than at the previous 
concerts, but the programme was up to the usual level. Mr. 
A. A. Campbell Swinton. F.R.S., occupied. the chair, and a 
number of excellent vocalists and entertainers appeared. Un- 
doubtedly the principal items of the evening were rendered by 
Mr. Albert Sammons, the well-known English violinist, and 
a finished master of his instrument. Mr. Bernard Flanders 
‘gain acted as accompanist, and the vocalists were Miss Olive 
Sturgess (soprano), Mr. Joseph Farrington (baritone), and Mr, 
Oswald Rippon (tenor). Mr. George Ellis provided '' philo- 
sophy and humour.” 


The Batti-Wallahs’ Dinner.—The eleventh annual dinner 
‘ladies’ night) of the Batti-Wallahs’ Society. takes place at 
the Holborn Restaurant on Friday, March 31st, at 7,30 o'clock 
(single tickets, 12s. 6d.; double tickets, 235.). The Entertain- 
ment Secretary's address is 37 and 38, Strand, W.C.2. А 
special luncheon takes place on Monday next at the Holborn 
Restaurant, immediately preceding the annual general meet- 
ing. 


Service Notes.—Warrant Electrician F. L. Weatherden 
has been posted to the Vernon, torpedo ship at Portsmouth 
from the 10th inst. Mr. Weatherdon got his warrant in 
July, 1916, and was iatterry acing duty with the battleship 
Resolution, in the Atlantic Fleet. Warant Electrician Е. R., 
Webber has been posted to the battleship Royal Sovereign, 
from the 13th inst. He got his warrant in 1916, saw service 
in the North ‘Sea and elsewhere, and was recently of the 
ship’s complement of the Vernon at Portsmouth. 


Ship Lighting.—The new Italian liner, Conte Rosso, just 
built by Messrs. Beardmore, Dalmuir, Glasgow, is note- 
worthy as being the first merchant vessel to which the 
Admiralty practice of fitting a ring main has been applied. 
This fine passenger and cargo ship for South American, long- 
voyage trade has 3,150 electric lights, and the covering for. 
the main ring cables was specially manufactured. The horse- 
power ef the various motors is 510. 


880 


THE ELECTRICAL REVIEW. [Vol. 90. No. 2,312, МАвсн 17, 1922. 


The Testing of Small Electrical Plant.—An interesting 
paper on the above subject was read by Dr. C. V. Drysdale, 
O.B.E., before а meeting of the Society of Engineers on 
March 6th. The author first dealt with electrical instru- 
ments, stating that unless entirely separate arrangements 
were made for d.c. and a.c. testing, good soft iron ammeters 
were, upon the whole, most suitable. Instruments of the 
Nalder or Weston repulsion type, with small moving iron, 
and former wound coils without metal bobbin, had been 
found most satisfactory. 'The question of range was of para- 
mount importance in a testing installation, both to reduce 
the number of instruments and to avoid loss of time through 
constant changes. The author had therefore given attention 
to the possibility of extending the range of  soft-iron 
ammeters, and had already succeeded in obtuining an instru- 
ment having a 150-fold range and of fairly simple construc- 
tion. This had been done by increasing the range of the 
ordinary repulsion instrument by adding а separate attrac- 
tion iron, thus obtaining a 15-fold range, and constructing 
the coil of ten similar insulated copper strips having approxi- 
mately equal magnetic effect and connecting them in 
different series-parallel combinations by means of a commu- 
tator. The ten strips were formed into a two-turn coil, but 
with an inflection between the turns, so that the outer strip 
in one turn became the inner strip of the other. A barrel 
commutator was used. This gave the following combina- 
tions: 10 in series; 5 series, 2 parallel; 2 series, 5 parallel; 
and 10 in parallel; the corresponding current ranges being 
1, 2, 5 and 10. The hysteresis error, when the instrument 
was used for a.c. work, was reduced by the use of a hard 
steel shaft in the moving system. Regarding voltmeters, 
the author considered that for.combined a.c. and d.c. work 
the Weston dynamometer voltmeter was most suitable on 
account of its accuracy and long range. The dynamometer 
wattmeter was the most suitable for the majority of pur- 
poses owing to its strength and portability. Тһе author 
thought that the best type of frequency meter for tests at 
ordinary commercial frequencies was a good form of resonant 
reed instrument, which, when well made, would give readings 
with an accuracy within one or two tenths per cent. Dr. 
Clinker had devised a forin of deflectional frequency meter 
in which resonance was obtained with inner circuits com- 
posed of a condenser and inductance in series, the latter being 
varied. Dr. Clinker had arranged the inductance in the form 
of a moving coil travelling over a tapered electro-magnet 
excited from the supply. As regarded mechanical testing 
devices, Dr. Drysdale preferred the stroboscopic device, and 
he had produced a form of this which enabled speeds to be 
ascertained with great accuracy. In this a long tapered 
cone was made to revolve at a known speed, and a light disk, 
which was movable along the length of the cone. was made to 
revolve by contact with the cone. When the disk was at a 
point of equal diameter it would revolve at the same speed 
as the cone, and this was used in conjunction with the usual 
tuning fork device to secure small variations from the 
“© stationary-figure " speeds. The author then described some 
forms of brakes, &c., and dealt at some length with the 
regenerative dynamometer brake and transmission dyna- 
mometers. With regard to testing plant it was thought that 
a rotary converter with six slip rings was most suitable on a 
d.c. supply, as it was thus possible to obtain single-, two-, 
or three-phase current. The arrangement of testing connec- 
tions was fullv dealt with. the motor-testing panel of the 
Northampton Institute being described as a good example 


Northern Ireland Electricity Commissioners.—The Ministry 
of Commerce has appointed the following gentlemen to be 
Electricity Commissioners for Northern Ireland, under the 
Electricity (Supply) Acts, 1882 to 1919 :—Mr. Cecil Litchfield 
(chairman), Permanent Secretary, Ministry of Commerce: 
Mr. Walter Abbott, Ministry of Commerce; Mr. George Her- 
bert Edmiston Parr, Ministry of Commerce. Mr. F. W. Par- 
kinson, A.M.I.E.E., has been appointed electricity consult- 
ant and adviser to the Commissioners and the Ministry. of 
Commerce. 

Railway Telephones.—Mr. W. J. Thorrowgood's recent 
lecture on the operation and technical detaila of the London 
and South-Western Railway Co.'s scheme for substituting 
telephones for the single-needle telegraphs in the London, 
Windsor, Reading, Woking, and Guildford area revealed the 
fact that the telegraph in that area will eventually be entirely 
displaced by the telephone. 

The lecturer explained, according to the South Western Rail- 
way Magazine, that telephone switchboards were installed at 
Waterloo, Nine Elms, and Clapham Junction in 1914. 
Windsor was connected to the new system on January 3rd, 
Reading on the 16th, and the whole of the area will be similarly 
connected in a short time, when all stations in the area will be 
able to communicate telephonically with each other and the 
offices connected to the Waterloo, Basingstoke, Eastleigh and 
Southampton telephone exchanges. | 

Under the telegraph régime the mesage had to be written 
down, sent to the telegraph office, where it was translated 
into telegraphic language, and signalled to its destination 
station, where it was retranslated into ordinary language 
and delivered, and if an answer were required the process 
had to be repeated in the reverse direction. In the 
case of a telephone communication, generally the 


answer can be given at once. There is, therefore, a consider- 
able saving in time and labour, as approximately 120 words 
per minute can be spoken instead of an average of only 2) in 
the case of a telegram, but it will still be very necessary to 
curtail the length of conversations as far as possible to avoid 
overcrowding the circuits. To limit conversation, unless 
under exceptional circumstances, is very important, especially 
when speaking over trunk lines. 

The problem of a telephone system for a railway company 
differs from that which the Post Office has to meet for the 
public, inasmuch as with a railway company the stations to 
be connected to the system cover a large area and are by no 
means concentrated, consequently in principle a switchboard 
hus to be placed at a suitable location, generally at a junction 
station, so that circuits can be run over the various branches, 
but instead of each station being connected to the exchange 
separately, each branch line has, for economical reasons, to 1n- 
clude several stations and a system of code calls. to be 
arranged. To avoid repeating all the code calls at the switch- 
board, every telephone instrument is provided with two 
ringing keys, one to call the switchboard, and one to call апу 
of the other stations on the circuit. At large stations the 
various offices are separately connected to the exchange. 

There already exist telephone switchboards at Waterloo. 
Nine Elms, Clapham Junction and Southampton, also small 
hoards at Woking, Basingstoke, and Eastleigh. A new Ia- 
line switchboard has recently been installed at the Feltham 
Gravitation Shunting Yard to serve the Windsor and Reading 
lines area. Every station in the district covered by the scheme 
will be connected to one or other of these switchboards and 
a number prefixed by the station name of the &witchboard will 
be assigned to each station, which will appear in the com- 
pany's telephone directory. 

When this substitution of telephones for telegraphs in the 
London area is coinpleted, only nine long-distance cireuits will 
remain at Waterloo, and any telegrams from stations below 
Woking and Guildford for stations above will be telegraphed 
to Waterloo and transmitted by telephone to the particular 
stations, instead of being telegraphed as at present. 


Electric Haulage on Canals.—.\ system of electric haulage 
on the French Northern Canal between Janville and Pont- 
l'Eveque is now in operation, and the similar equipment as 
far as Lesdain is expected to be completed this year, and to 
Etrun by the middle of next vear. In this way the traffic 
facilities on the route from Paris to Belgium will be greatly 
improved. 


Electric Household Appliances for California.—The Act- 
ing British. Consul-General at San Francisco reports that a 
local firm of dealers in china, glassware and household appli. 
ances, js desirous of buving household electric appliances 
direct from United Kingdom manufacturers. Particulars of 
the name and address of the firm can be obtained from the 
Department of Overseas Trade, in London. 


L.C.C. Tramway Apprentices.—The L.C.C. Highways 
Committee has revised the terms under which apprentices 
will serve in the Council’s tramway department. The period 
of apprenticeship is to be not more than five years, entrants 
being between the ages of 15 and 17 years. Other rules 
deal with technical education, hours, and wages. 


Freemasonry.—The next regular meeting of the Kelvin 
Lodge will be held at Mark Masons’ Hall. Great Queen Street, 
London, on Friday, March 24th, at 3 p.m. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—At the last meeting 
of the Institution, at which two valuable papers on motor 
starters were presented and read, the opportunity was taken 
by Mr. C. H. Wordingham, C.B.E., to present for discussion 
six draft British Standard Specifications for motor starters, 
which were submitted to members for criticism. It was 
decided to adjourn the discussion of the specifications until 
Thursday, the 23rd inst. It is hoped that as many as possible 
of those interested in the manufacture, use, and export of 
motor starters will make a point of attending and giving 
their views on the specifications in order to assist the Com- 
mittee to complete them on a satisfactory basis for all con- 
cerned. 

WESTERN CENTRE.—The forty-sixth ordinary general meeting 
of the Centre was held at Bristol on the 6th inst., when 
Mr. A. C. MacWhirter presided over a very large attend- 
ance. The hon. secretary (Mr. С. Т. Allan) reported a mem- 
bership of 459, being an increase of 67 since last October. 
After the transaction of routine business, Mr. L. H. A. Carr 
read his paper on "Induction-Tvpe Synchronous Motors.” 
which was illustrated with lantern slides and followed with 
sustained interest throughout. At the end of the paper a lively 
discussion ensued, which was still in progress when the Сага 
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members bad to leave to catch their train. The '' opposition ” 
was ably led by Major David, whose experience with motors 
af the type described by Mr. Carr was interesting, and 
very varied. Mr. Carr confessed that he had listened to one 
{ the best discussions on his paper, and expressed the hope 
that some of the records: exhibited by Major David would be 
available for publishing in the Journal. In addition, Prof. 
Robertson, Messrs. Weir, Buyers, Chamen, Allan, Plevin, 
and Atchison contributed to the discussion. 

WIRELESS TELEGRAPH AERIAL.—A permanent wireless tele- 
graph aerial has been installed on the Institution building for 
reception purposes. The details of the installation are as 
under: Span between strain insulators, 113 ft.; down lead 
irom aerial to leading-in insulator (outside), 63 ft.; down 
leid from leading-in insulator to the floor of the lecture 
theatre, 44 ft.; effective length of the aerial (down-lead plus 
half the span), 163.5 ft. The natural wave length of the 
aerial is approximately 200 metres. 


Edinburgh Electrical Society.—4At a meeting of the Society 
held on March 11th two papers were read: '"' Installation 
Work," by Mr. T. M. Buist, and “ Fault Localisation," by 
Mr. D. M. Buist. ‘Mr. Т. M. Buist pointed out the risks 
incurred in cheap and inferior installations by the omission 
of proper bonding and earthing arrangements and the lack 
of protecting bushes at conduit ends. He emphasised the 
importance of complete and rigid inspection for the main- 
tenance of a high standard of wiring work and the need for 
il wiremen to be familiar with Г.Е.Е. rules. The paper by 
Mr. D. M. Buist described in detail the procedure in various 
applications of loop testa. 

Institute of Patentees.—At the annual meeting held on 
March 10th the chairman (Sir William Grey-Wilson) said that 
45 inventions had been inspected and reported on during the 
vear. but only a small proportion of them were commercially 
feasible. The total membership was now about 670. Mr. 
à Н. Skinner advocated a reform of the Patent Law and 
the institution of Empire Patents. 

Chelmsford Engineering Society.—The second Students’ 
Meeting was held on March 2nd. Mr. P. Matthams read a 
paper on ‘‘ Tidal Power Suggestions," describing the causes 
(f variation in the level of the water and the effects of geo- 
craphical and climatic conditions on the tides. Мг. J. W. 
Bass read a paper on *‘ Precision Viewing by Light Projec- 
tion," describing the methods used in the inspection of gauges 
ind screw-threads. Both papers were followed by a good dis- 
CUSSION. 

Electrical Power Engineers’ Association.—A company of 
about sixty sat down to the first annual dinner of the Mid- 
land Division of the Association, under the chairmanship of 
Mr. T. А. С. Margary, A.M.LE.E., junior vice-president of 
the Association. 

After the loyal toast Mr. Frank Forrest, М.ГЕ.Е., 
MIMech.E., chief assistant engineer of the  Birming- 
ham electricity supply undertaking, proposed the toast 
of the " E.P.E.A.” After remarking that he considered the 
ierms of the salary schedule fair, Mr. Forrest expressed the 
hope that the Association would take up the question of tests 
for engineers looking for promotion in the industry. He 
advocated tests similar to those at present in use in the 
marine service, where B.O.T. certificates were granted. 

Responding to the toast, Mr. W. J. Jerrery, A.M.I.E.E. 
president), claimed that the greatest need of the moment was 
that the E.P.E.A. should have a 100 per cent. membership, so 
that it could have greater weight with the employers and 
manual workers alike in its efforts for constitutional action. 
Every engineer joining the Association was assisting the mode- 
rate man in the manual workers’ unions. The president did 
not agree with Mr. Forrest's suggestions regarding certificates 
fo electricity supply engineers. The question, which had 
already engaged the attention of a committee in the Mid- 
land Division. and was at the present time engaging that of 
a committee in the Northern Division, required greater con- 
sideration than that suggested, and could only be successfully 
tackled by the united efforts of the employers, educational 
auhorities, and the E.P.E.A. Whilst Mr. Jeffery agreed 
with Mr. Forrest’s views regarding the future, he pointed 
out that that happy time was a long way off, and that in 


the intervening years there was likely to be much unemploy- 


ment in the industry. He hoped that this would receive the 
attention of the N.J.B. at an early date. 

The " Institution of Electrical Engineers ’’ was proposed by 
Мк. W. J. Oswatp, A.M.I.E.E., senior vice-president of the 
E.P.E.A. He pleaded for greater co-operation between the 
Institution and the E.P.E.À. Mr. Oswald also referred to 
the examinations, and stated that it was the desire of the 
E.P.E.A. to вее men trained and brought up in the industry 
Promoted to positions of responsibility. They did not intend 
that men with only paper qualifications should be pitchforked 
int) generating stations. 

Mr. T. P. №пмѕновѕт, M.B.E., МІЕ.Е., (chairman 
East Midland Sub-centre, Institution of Electrical Engineers) 
sponded and appealed to every member of the E.P.E.A., 
who had not already done so, to join the Institution. 

‘Mr. J. F. Hestop, A.M.LE.E. (past-president E.P.E.A.) 
Proposed the “ T. M.E.A.," and paid a tribute to the work it 
‘tamed out for the industry. 

Mr. S. T. ALLEN, M.I.E.E., responding, said that the 


I.M.E.A. was the oldest association of its kind in the industry. 
He trusted that when the E.P.E.A. was as old as the 
I.M.E.A. was at present its leaders would have as good reason 
to be proud of it. 


Diesel Engine Users’ Association.—At the next meeting, 
on Friday, April 7th, at the Institution of Electrica! 
Engineers, a paper on ‘‘Some Characteristics of Petro- 
leum Oil used on Diesel Engines," by Mr. Harold 
Moore, M.Sc.Tech., is to be read and discussed. Non-mem- 
bers desirous of attending the meeting can make application 
for tickets of admission to the Honorary Secretary, at 19, 
Cadogan Gardens, London, S.W.3. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REviEW posted as to their 
movements, 


WE are privileged in being able to publish a recent photo- 
graph of Mr. GEORGE Sutton, the chairman and managing 
director of W. T. Henley's Telegraph Works Co., Ltd., whose 
speech delivered at the annual meeting of that company was 
reported in our last issue. So long as there has been a 
British electrical industry of any importance there has been 
& Henley's company, and for the last forty-one years Mr. 
Sutton's heart and soul have been in that business. It 
was not always so firmly based as it is to-day, and the 
extent to which the shareholders were indebted to Mr. Sutton 
for piloting the concern through troubled waters is a story 
which із remembered to-day by only comparatively 
few. It was in the beginning of 1831 that Mr. Sutton began 
his eareer with Henley's, serving the company as secretary, 
then as manager, and later, as now, in the position of 


The City Studio} [I-ondon. 


Mr. GEORGE SUTTON, 


Chairman and Managing Director of W. T. Henley’s Telegraph 
Works Co., Ltd. 


managing director and chairman. There are men who have 
chosen to divide their attentions amongst a large number 
of interests, and in the end have had reason to feel that they 
might have done better had they concentrated their thought, 
skill, and enterprise upon one good thing and made a success 
of that. Mr. Sutton, after forty years and more, has 
no need for regret that he chose the latter and the better 
course, for Henley’s is to-day most largely the prosperous and 
reputable business that it is because of the whole-hearted 
way in which its present chairman devoted himself to its 
interests. Over forty years at the helm of one business might 
stamp some men as veterans, but there is little of the veteran 
about Mr. Sutton, if a veteran is a man played out. His 
speech reported last week shows as enlightened a view as 
ever of the position of the electrical industry and ae alert a 
mind as any with regard to the adoption of sound yet enter- 
prising policy designed to meet future possibilities. We well 
remember the terms of praise with which the former chair- 
man, Mr. Sydney Gedge (still a director), referred to the 
value of his work in the early days, thirty years ago or there- 
abouts, since when there has been ‘no turning back, the 
company having had one continuous record of success. The 
electrical industry has а number of men who on the com- 
mercial and “uancial side of manufacturing businesses ure 
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experts of the highest eminence, and Mr. Sutton is unques- 
tionably one of these. The appreciation of his company was 
shown in a very happy manner twelve years ago this month 
when he was presented with his portrait painted by Sir Luke 
Fildes, and a service of plate for Mrs. Sutton, for which pur- 
poses £1,000 was voted at the annual meeting held in 1909. 
In an article published in the ELECTRICAL Review of March 
lith, 1910, entitled ‘* Mr. Sutton of Henlev's,’’ we referred 
to the backing of his efforts by Mr. Gedge, bv his co-directors, 
and by a faithful staff, and Mr. Sutton expressed his own 
personal indebtedness to Mr. Hatton (of the North Woolwich 
works) (now a director), with whom he had been so long and 
so happily associated. Our readers will hardly need reminding 
of the most excellent manner in which Mr. Sutton filled the 
office of chairman of the Electrical Trades Benevolent Insti- 
tution in 1913. 

At a meeting of the Dublin Corporation, on the motion for 
the adoption of а report recommending the retirement of Mr. 
FRED. J. ALLEN, secretary of the Electricity Supply Comunit- 
tee, Alderman Shields said Mr. Allen's salary was £905 per 
annui, made up of £600 as salary proper and £305 as bonus, 
and now it was proposed to give him £603 as pension—in other 
words, his regular salary. If Mr. Allen had been pensioned 
under the old reorganisation scheme he would have got £362, 
and £316 would have been his pensicn allowance under the 
British Civil Service method. He proposed, as an amendment, 
that the pension be fixed at £362. This was seconded by Mr. 
White, but, after discussion, was «defeated. 
ment, asking that the report be sent back to the Committee. 
was also defeated, and the original motion for the adoption of 
the report was then carried. | | 

Мк. F. G. Мєк, who has been appointed staff engineer 
to the Heatherwood Hospital. Ascot, Berks., desires to receive 
catalogues and lists of electrical goods, machine and 
engineers’ tools. &c. 

Mr. M. H. BOLLINGER, superintending engineer to Messrs. 
Turnbull & Jones, Ltd., electrical engineers and contractors, 
of Wellington, Dunedin, and other cities in New Zealand, is 
at present in England on a business trip. His address is c/o 
Messrs. Sanderson, Murray & Elder, Ltd., 2, Gresham Build- 
ings, Basinghall Street, London, E.C. 

We find that the information given in our " Personal ” note 
of last week with reference to the Tonbridge appointments 
was not quite correct. The appointments that have been 
made are these: —Mn. C. F. Button has been appointed 
assistant engineer and Mr. Е. SPRINGATE mains superintendent. 

The Times reports that Mn. THEODORE Stevens, M.Inst.C.E., 
has been appointed to the new London University College 
lectureship in the Faculty of Engineering on the Utilisation 
of Water Power." 

Mn. E. PickboUnRN (proprietor of the G. & P. Electrical Co.. 
of Nottingham) is to be married at Nottingham on Monday 
next to Miss Е. Killingley. | 

Mr. С. L. Dagon, of Birmingham, has joined the staff of 
Mr. Maurice СЎРагкег (advertising service), at Suffolk House, 
Suffolk Street, Birmingham. | | 

Mr. А. WALKINGTON, who has represented the Electrical 
Engineering & Equipment Co., Ltd., in the Midlands and 
Yorkshire for the past three years, has been appointed dis- 
trict manager at Nottingham. a | 

Obituary.—We regret to record the death of Mr. J. J. 
WALKLATE, general controller and Town Clerk of the City of 
Auckland, N.Z. He went out to New Zealand about 15 years 
ago to take charge of the City of Auckland Electric Tramways, 
Ltd., now owned by the Corporation. According to the Bir- 
mingham Post, Mr. Walk]ate was engaged with Mr. Alfred 
Dickinson in the construction of the first overhead trolley 
tramway in this country (Darlaston and Walsall) Later he 
was connected with the Douglas and Laxey, Brisbane, Kidder- 
nunster, and Potteries District tramways. He passed away 
on March 4th at the age of 52 vears, 

AUGUSTUS DESIRE WALLER.—W e regret to announce the death 
of Dr. A. D. Waller, F.R.S., Director of the Physiological 
laboratory, University of London, on Saturday last, at the 
age of 66. He had an international reputation for research, 
and devised the first electrocardiograph: he also carried out 
investigations with regard to the detection and recording of 
emotional states in the human subject, and inade observations 
on the electrical phenomena accompanying the growth of 
plants, besides conducting many other researches not of an 
electrical character. | | 

Mn. P. Founps.—The death is announced of Mr. Perey 
Foulds, who was in business as an electrical engineer and 
contractor at Heaton Moor, Stockport. 

Mr. Harry Brakes, M.B.E., A.M Inst.E.E., district elec- 
trical engineer, Eastern Division G.E.R., died suddenly at 
Ipswich. | 

Mn. MarrHEw Brackwoop.—The death is reported, at the 
age of 13 years, of Mr. Matthew Blackwood, partner in a saw- 
milling business, but also described by the Press as one of 
the pioneers in the West of Scotland of X-ray and electrical 
treatment, whose house was like a ininiature hospital and 
whose advicc was sought by medical men throughout the 
country. | x 

Wills.—The late DR. Eb wanp Hopkinson left £141,675 gres: 
and £157,900 net personaity. p | 

The late Mr. О. Loox, a director of the Monte Video Teie- 
phone Co., Ltd., left £143,394 gross. 


A further amend- 


NEW COMPANIES REGISTERED. 


Olso: Light Co., Ltd. (180,211).—Private company. Ке. 
gistered March 9th. Capital, £6,000 in £l shares. To carry on the business 
of manufacturers, importers and shippers of and dealers in merchandise, in- 
cluding electric lighting and heating requisites, &c. The first directors are: 
J. O'Malley-Davies, 47, Victoria Sueet, S.W.1 (chairman and managing 
director); C. B. Liddell, 62, Park Street, W.L. Qualification, £5. Registered 
office : 47, Victoria Street, S,W.1. 


Radio-Censtructa, Ltd. (180,126).—Private company. 
Registered March 6th. Capital, £500 in £1 shares. To adopt an agreement 
with G. Н. Moody, and to carry on the business of manufacturers of ani 
dealers in wireless telegraphic and telephonic apparatus and appliances and 
electrical apparatus and accessories, &c. The first directors are: Н. D. Buter, 
222, Great Dover Street, S.E., wireless engineer; б. Н. Moody, 134, Cotetord 
Street, Tooting, S. W.17, wireless engineer. Qualification, 25 shares. Solicitor: 
W. I. Thomas, ¢2, Chancery Lane, W.C. 


General Electro-Motives, Ltd. (180,239).—Private com- 
pany. Registered March 10th. Capital, 25,000 in £l shares. To acquire th 
benefit of an agreement: between. Electromobile, Ltd., and J. A. Popplewell a6: 
FR. Popplewell and to carry on the business of electrical, mechanical and 
Kepecal engineers, motor car, cab, omnibus, and van proprietors, &e. The Ule 
directors are: J. А. Popplewell, The Grove, Halton, Leeds, provision пиг. 
chant; Е. E. Popplewell, Pinfold Lane, Halton, Leeds, engineer, Qualifica- 
tion, £909. Remuneration as fixed. by the company. Registered office: 62, 
Hunslet Road, Leeds. 2 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Н. S. Kemp & Co., Ltd.—Mortgage debenture dated 
March 1st, 1922, to secure £300, charged оп the company's undertaking and 
property, present and future, including uncalled capital. Holders: Belco, Lte. 
Windsor House, Kingsway, W.C. 


Chagford and Devon Electric Light Co., Ltd.—Particulars 
of £8,000 debentures authorised February loth, 1922; whole amount issued; 
charged on the company's property, present and future, including uncalied 
capital. : 

A. Robinson & Co., Ltd.—Satisfaction in full on February 


20th, 1922, of debenture dated June 14th, 1921, securing £10.000. 
Debenture dated February 21st, 1922, to secure £10,000 charged оп the 


company's undertaking and property, present and future, including uncalied =. 


capital. Holders: Bank of Liverpool and Martins. 


Dubilier Condenser Со. (1921), Ltd.—Debenture dated 
February 18th, 1922, to secure £7,000, charged on certain leasehold propere 
and the company's undertaking and property, present and future, including 
uncalled capital, Holders: T. Henderson and T. O. Hope, 75, Cornhill, E.C.3. 


Cordoba Light, Power and Traction Co., Ltd.—Trust deed 
dated February 10th, 1922 (supplemental to trust decd dated March 12th, 1999, 
to secure. £572,002. debenture stock, making with 427.398 outstanding: under 
original deed £1,000,000, charged оп the company's undertaking and proprriy, 
including uncalled capital, with special provisions with regard to shares t 
Cordoba Light and Power Co., of Maine, U.S.A., and Cordoba (Argentines 
Electric Tramways Construction Co., Ltd. Trustees: €. W. 
and W. K. Whigham. 


Catchpole and Maurice, Ltd.—Satisfaction in full on Feb- 
ruary 22nd, 1922, of debenture dated October 5th, 1921. securing £500 . 


Henderson & Thornton, Ltd.—Particulars of £500 deben- 
tures authorised January 9th, 1922; whole amount issued; charged on the cum- 
pany's undertaking and property, present and future. 


+ 


Trotier, C.R. > 


Gosport and  Alverstoke Electric Lighting Co., Ltd. — 


(82,693). —R«eturn dated January 14th, 1922. 


Capital, £25,000 іп £10 shares. 
2.400 shares taken up and paid for in full. 


Mortgages and charges, nil. 


Phenix Dynamo Manufacturing Co., Ltd. (77,660).—Re- 
turn dated December 29th, 1921. Capiral, £60,000 іп 48,400 ordinary shares 
of £l each and 1.160 preference shares of £10 each, 29,007. ordinary and 
1.160 preference shares taken up. £l per shure called up оп 8,007 ordinary 
and #190 per share on 1,100 preference shares. £19,607 paid. £21,000 con- 
sidered as paid on 21,000 ordinary shares. Mortgages and charges, nil. 


Montevideo Telephone Co., Ltd. (27,208).—Return dated 
November 24th, 1921. Capital £220,000 in £1 shares. 217,135 shares taken 
up. £217,135 considered as paid. Mortgages and charges, nil. 


Simplex Conduits, Ltd. (88,290).—Return dated Decem. 
ber nd, 1921. Capital, £100,000 in 50,000 ordinary shares of £1 each and 
10.000 preference shares of £5 each. 40.000. ordinary and 10.000 preference 
shares raken ир. £00,000 paid on the preference and £40,000 considered as paid 
on the ordinary. Mortgages and charges, nil. 


Amazon Telegraph Co., Ltd. (14,532).—Return dated 
November 29th, 192]. Capital, £250,000: in £10 shares. All shares taken up. 
£250,000) paid. Mortgages and charges, £200,200. 

Bullers, Ltd. (62,020).—Return dated January 4th, 1922 


А! ow À— 


Capital, £400,000 in £10 shares (20,000 ordinary and 20,000 preference), 15. ў 


ordinary and 15,000 preference shares taken up. £150,070 paid on sewn 
ordinary and 15,000 preference. £154,930 considered as paid on 15,493 ordi- 
пагу. Mortgages and charges, £243,000. 


Robert W. Blackwell & Co., Ltd. (63,446).—Return dated 
January 13th, 1922. Capital, £50,000 in £1 shares. 
£18,338 paid. £31,662 considered as paid. Mortgages and charges, nil. 


Burmah Electric Tramways and Lighting Ce., Ltd. 
(75,090).—Return dated January 5th, 1922. Capital, 2200.000 in £5 shara 
(20,000 ordinary and 20,000 preference). АП shares taken up. £100,000 p.i 
on the preference. £100,000 considered as paid on the ordinary. 
and charges, nil. 


B. E. Manufacturing Co., Ltd.—Particulars of £3,000 
debentures, authorised February 28th, 1922; present issue £2,350: charged on 
the company’s undertaking and property, present and future, including un- 
called capital. б: i > 


Woking Electric Supply Co., Ltd.—Issue on June 11{һ. 


1922, of £110 d-iwntures part of a series already registered. 


Hexham and District Electric Supply Co., Ltd.—Satis- 
faction in full on February 24th, 1922, of debertures dated January 31st, 1921, 
securing £10,000. | 


All shares taken up. .. 


Morigag | 
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CITY NOTES. 
THE annual general meeting of the com- 
pany was held on March 9th, Mr. W. F. 
West End and Fladgate, M.V.O., presiding. ‘Lhe chair- 
City Electricity man said that the coal strike had involved 
Supply Co., Ltd. a loss of revenue and had necessitated in- 
creased expenditure. The lack of coal was 
compensated for by fitting several of the boilers with oil-burn- 
mg appliances. ‘The warm weather which prevailed during 
the greater part of the year had also caused a loss of revenue 
owing to the falling-off of the heating load. Against these 
circumstances could be set the increase in connections and 
sales and the reduction in working costs. The expenditure on 
repairs to mains and plant formed a large item in the revenue 
acount, and there was also an increase of £2,000 In rates and 
taxes. Over £100,000 had been spent on the City plant, but 
they were not yet reaping the benefits which they hoped to 
derive from this plant. The increase in net revenue was very 
stiMactory; the question of reduced prices had been con- 
sidered and the directors were satisfied that something could 
le done in this direction during the current year. The chair- 
man then reviewed the proposals recently put forward for the 
reorganisation of electricity supply in London, and mentioned 
the last Electricity Bill. He spoke against the Corporation 
Profits Tax, and stated that the company was making a pro- 
tet against its continuance in common with other electricity 
suppliers. 


Charing Cross, 


Viscount CHiLsTON, G.B.E., presided at 


Midland the annual meeting held in London on 
Counties March 7th. Не said that no new under- 
Electric Supply takings had been acquired during the year, 
|. Co, Ltd. and the properties owned by the company, 


therefore still consisted of : the Leicester- 
shire & Warwickshire Electric Power Co., the Derbyshire and 
Nottinghamshire Electric Power Co., the Ilkeston Electric 
lighting Undertaking, the Midland Electric Light & Power Co., 
Ltd., the Leamington & Warwick Electrical Co., Ltd., the Not- 
tinghamshire & Derbyshire Tramways Co., the Ilkeston Train- 
wavs, and the Cheltenham & District Light Railway Co. 
Notwithstanding the coal strike and general depression the 
output of the two power companies had increased, the number 
of units sold Бети 15,131,938, as against 11,640,266 in the pre- 
vious year. There was still a large number of prospective 
consuiners awaiting connection. The gross receipts of the 
power companies amounted to £167,561, as compared with 
£124.33. Four Special Orders for supplying certain districts 
were applied for during the vear; two of these, the Belper 
and District, and the Bedworth and Bulkington Orders had 
heen granted. The Wigston Magna and District Order had 
been made by the Electricity Commissioners and awaited 
Parliamentary sanction. The fourth had been delayed by the 
action of the local authorities. The Derbyshire & Nottingham- 
shire Electrice Power Co. was being seriously prejudiced by the 
Commissioners’ refusal to permit the erection of a station on 
the Trent. The City of Nottingham had delaved the erection 
ofits station, and if the company’s application had been 
sanctioned a supply would have been available for all pur- 
poes. Referring to the Electricity Bill before the House of 
Lords, the chairman said that he hoped that this measure 
would share the fate of its predecessors in the interests of 
the public at large. The traction undertakings had naturally 
sufered from the effects of the coal strike and trade depres- 
son, and consequently the revenue from this source fell from 
£117,562 to £112,676, and the number of passengers from 
11,949,134 to 9,167,304. With regard to the accounts, Viscount 
Chilston said that the issue of £200,000 short-term notes had 
heen repaid out of the proceeds of the issue of £400,000 7} 
Pr cent. debenture stock in November last. This issue was 
largely over-subscribed. and now commanded a substantial 
тешиш on the Stock Exchange. 


| THE annual general meeting was held on 
Metropolitan — March 7th. The chairman (Mr. A. W. Tait, 
Electric Supply С.В.Е.) stated that the falling-off in the 
Co., Ltd. consumption of power was in a large 

- measure counter-balanced by the increase in 

the number of connections of new lighting consumers and the 
moval of lighting restrictions. Не anticipated that the 
пр and heating load would continue to grow, but he was 
doubtful whether the power load would increase to any ex- 
tent in the current year in consequence of the trade depression. 
Development in the company's western area was continued 
owing to the commencement of fresh industries. It was satis- 
factory to note that the new connections during the year 
amounted to 4,217 kW, as compared with 3,374 kW in 1920, 
apart from the connections to the mains of the Uxbridge com- 
Pany. The increase in generation and distribution costs 
(£4,000) was remarkably small considering the increased price 
of coal. Costs had been minimised by supplying the whole of 
the [ronbridge sub-station area from the Uxbridge station 
instead of from Willesden. This accounted for the large in- 
tease m the item “ purchase of current." Another factor 
which kept down costs was the improved efficiency of the 
Willesden station, which should be even better when the new 
‘ets were in operation. The peak of high prices had been 
Passed and the company had already made reductions in the 
power rate for small consumers, and the chairman hoped that 


£2,000,000. 


further decreases would soon be made. The company, in 
common with other companies, was protesting against the 
continuance of the Corporation Profits Tax. It was expected 
that the new 20,000-kW set at Willesden would be put into 
operation in June next, and that the whole scheme would be 
completed before the end of the vear. | 


Говро ASHFIELD presided at the annual 


Underground meeting on March 9th. In presenting the 
Electric Rail- — report and accounts he reviewed the results 
ways Co. of of the operating companies’ working dur- 


London, Ltd. ing the year, accounts of which appeared 
in the ELECTRICAL Review dated February 
24th (p. 277), and March 3rd (p. 312). He said that there was 
a prospect of much-reduced expenditure during the present 
year, and this was essential when the falling-off of trattic was 
considered. The latter was due to reduced tures on tramways 
and omnibuses, and to the widespread lack of money. He did 
not anticipate worse results than those of the previous year, 
however. | Economies had been effected in all departments, 
and notably in the repairing and overhauling of omnibuses, for 
which a central works at Chiswick had been opened,and rolling 
stock had been improved, resulting in greater speed of opera- 
tion and increased convenience to passengers. Lord Ashfield 
then referred to the revised Common Fund agreement and ex- 
plained its effects upon the financial arrangements of the con- 
tributing companies. The main reason for the revision was to 
ensure that no individual company would be maintained in an 
artificial state of prosperity; the fund was for the adjustment 
or equalisation of temporary fluctuations of fortune only. The 
chairman then summarised the working results of the Asso- 
cated Equipment Co. This company incurred a loss of 
£28,000 in. 1921, which had to be set off against a profit of 
£158,000 in the previous year. Turning to the capital side of 
the operating companies’ accounts, the chairman said that a 
more straitened situation was unfolded. Тһе Metropolitan 
District Railway Co. had overspent its capital account by 
£1,007,000, апа had outstanding commitments of £191,000. 
The London Electric Railway Co. had overspent £561,000, and 
its commitments amounted to £162,000. 'The L.G.O.C. had 
expended £504,000 in excess of its receipts and had incurred a 
further liability of £273,000. These made a total of almost 
The re-arrangement of the capital of the A.E.C. 
was mentioned, and the chairman then spoke of the projected 
extensions and improvements for the execution of which State 
assistance was being sought. Upon referring to the balance 
sheet of the company, Lord Ashfield mentioned the various 
outstanding charges, including the £700,000 6 per cent. 3-year 
secured notes, which had to be redeemed in 1923, and sum- 
marised the capital position as ‘‘ unstable." The results of 
the operating companies were satisfactory, but he could not 
say the same of this company's results. Not only had there 
been a failure to earn the full interest charges on the 6 per 
cent. income bonds, but the long-patient shareholder was with- 
out anvthing at all. Nevertheless, when he compared the 
situation when the income bonds were created to the present 
position he saw some grounds for being less discouraged. In 
spite of complaints he thought that the operating companies 
had distributed in dividends as much as they were able to dis- 
tribute. The directors considered that a careful review of the 
financial situation of the company should be made and a 
scheme, which he hoped would be acceptable, would be 
worked out and presented during the current year. 


Mr. Couin F. CAMPBELL, presiding at the 

Telegraph Con: meeting on March 9th, referred to the 
struction & death of Sir James Pender, the senior direc- 
Maintenance tor, in whose place they had elected Major 
Ce., Ltd. H. Denison-Pender, a nephew of Sir James 
Pender and grandson of the late Sir John 

Pender, the founder of the company. Mr. Campbell said that 
the year had been one of great difficulty for all connected with 
ecommerce. Their company was not so directly concerned with 
banking and finance as with the position of manufacturers 
generally, and it was from that point of view they had to 
consider the position more particularly. A year ago the chair- 
man drew their attention to the heavy fall that had taken 
place in the prices of raw materials. Since then there had 
been a small but continuous decline in prices, although none 
of the materials with. which they were mostly concerned had 
vet reached the pre-war figures. It might be argued that the 
fallin prices was to their advantage. In a sense that was true, 
but in à company such as theirs considerable stocks had 
always to be maintained, with the consequence that if prices 
continued to fall from one value to another, confidence in the 
stability of prices generally was apt to be shaken. Last year 
however, they were fortunate in being able to keep their works 
and ships fairly well occupied, and they had little doubt that 
when trade revived they would be able to secure a fair share of 
the business to be done. The result of the year was a net 
profit of £120,880, which was an improvement of £10,693 
over the previous year. In the balance sheet the capital still 
stood at £896.400, and they might congratulate themselves on 
not having had to increase it or to issue debentures, as many 
companies had been forced to do to carry on through these 
difficult times. The reserve fund was £160,000, and they were 
building that up at the rate of £20,000 а year. At the present 
time, in his opinion, the reserve fund was too small for a com- 
pany of that standing, though it was, to some extent. made 
up for by the carry forward. The balance at credit of profit 
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and loss—£213,858—was £11,241 better than last year. On the 
other side of the balance sheet the item of property, including 
stocks, stood at £1,149,000, which was £402,000 down, mostly 
the result of the fall in prices and materials, which still con- 
‘tinued. ‘Their output of submarine cable was less last year 
than in the previous twelve months. due to the great coal 
strike, which for some time restricted their supplies of wire, 
and their turnover was also down. The satisfactory figures 
which they were able to submit were rather suprising im face 
of those two facts, but one thing which had affected the 
account considerably was that depreciation for investments no 
longer had to be provided for. During the war, and since, 
every year had shown a fall in the value of their securities, 
averaging about £50,000 a year, which had to be allowed for 
before arriving at the net profits. That depreciation had 
absorbed all the dividends and interest that the investments 
paid, and in some years considerably more. The beginning of 
1921 seemed to have been the low-water mark in gilt-edged 
securities, and on December 31st last there was a general rise, 
which had helped them very inuch in the year's accounts. 


THE report for 1921 that is to be sub- 
Bruce Peebles mitted at the annual meeting at Edin- 
and Co., Ltd. burgh to-day shows a profit, including 
interest, &c., after deducting administra- 
tive expenses and debenture charges, of £113,783 plus £5,823 
brought forward. ‘There is put to taxation reserve £40,000, 
to depreciation reserve £10,000, and to general reserve 
£329,221. After paying 74 per cent. per annum, less income 
tax, on the preference shares, and a further dividend of 24 
per cent. for the year, less tax, making 10 per cent., the 
ordinary shares receive 10 per cent. and a bonus of б per 
cent. for the vear, both less income tax, and £7,919 is to 
be earried forward. The results for the year are satisfac- 
tory, the output from the works having been the lurgest in 
the historv of the company. The prospects for the current 
vear are good. The reserve account, by the appropriation of 
£32,221 out of the profits of the year, now stands at £100,000. 
Resolutions fixing the directors’ fees at £250 each, and giving 
power to vote extra remuneration, are to be moved at the 
meeting. 
AT the annual general meeting, held on 
March 8th, LORD ASHFIELD (chairman) said 
Suburban that in spite of the falling-off in traffic, due 
Traction Co., to trade depression and reduced services 
Ltd. during the coal strike, the net earnings of 
the company had increased. This was prin- 
cipally due to the increased fares and to the economies effected 
in working. For the year ended March ‘ist, 1921, the average 
earnings per car-mile on the company's undertakings were 
11 per cent. better than on the municipal systems, and the 
average cost of operation per car-mile was 5 per cent. lower, 
the period of comparison being the same. This was due to 
better management. He was well aware that low fares were 
necessary to the growth of a metropolitan area, but the result 
of the action of the L.C.C. in abandoning, in December last, 
the increases granted in September, 1920, would be seen in its 
annual accounts. The reductions made on the tramways in 
which the company was interested were on a more moderate 
scale, with the result that the companies’ earnings were not 
seriously prejudiced. 
Sır Hesry MaNce, presiding at the 
Oxford Electric annual meeting on March 18th, said that 
Co., Ltd. they had to deal with the high costs of 
fuel and wages, though the latter might 
show an appreciable decrease during 1922 unless the cost of 
living rose again. Welsh coal in their bunkers at the end of 
1921 cost over 70 per cent. more than the pre-war price. The 
present tariff did not cover the increased charges, and while 
these continued they could not consider reduction in the 
price of energy. So far the Electricity Commissioners had 
taken no steps to form an electrical area in the company's 
part of England. He presumed that whatever happened the 
company would remain the distributing agency, and so must 
extend its mains as the demand increased. The directors 
were anxious to postpone all capital expenditure as long as 
possible, but they might have to issue some additional capital 
this vear for mains extensions. 
THE annual general meeting was held on 
Notting Hill March 7th, Mr. A. E. Franklin, J.P., pre- 
Electric Lighting siding. The chairman said that the share 
Co., Ltd. capital remained. the sane, but the loan 
capital had been increased by the issue. of 
425,000 seven-year 74 per cent. notes. The installation of two 
‘new 500-KW rotary converters had increased the capital ex- 
' penditure by £14,916. The balance of profit, £38,219, was 
the largest made so far, and would have been larger had 
the coal strike not occurred. The generating costs were lower, 
due to the increased efficiency at the Wood Lane station, al- 
though an additional amount of 292.000 units was produced. 
Distribution costs were also decreased. Management expenses 
increased, and rates and taxes were equivalent to 1d. per unit 
sold. Referring to the dividend of 8s. per «hare, free of tax 
upon the ordinary shares, the chairman said that it was 
proposed to alter the title of these shares to prevent mis- 
understanding, in view of the fact that the dividend was 
equal to 800 per cent. upon the nominal value of the shares. 
The facts were as follows:—The old £10 shares were split. 
and each shareholder on paving 1s, had his share split, part 


London and 


representing 6 per cent., and called preferential, and the bal- - 
ance, the rest of the dividend. "he full dividend, had they : 
been united, would have been about 11$ per cent., less tax. : 
Mr. Franklin briefly referred to the last Electricity Supply : 
Bill and to the Commissioners’ proposals for the reorganisation :. 
of London electricity supply. With regard to the latter, the 


. directors were awaiting developments before framing a scheme 


to put before the shareholders. 

The report and accounts were adopted, and at a subsequent | 
extraordinary general meeting it was resolved to alter the title | 
of the 27,050 shilling shares, mentioned above, to '' deferred 
shares.” - 

THE directors report a net loss of £125»! 
Davis and for 1921, due to depreciation in the value of . 
Timmins, Ltd. stock on hand at December, 1920. A claim 
for the repayment of E.P.D. with regard 
to this depreciation has been made, but no amount in respect 
of this claim has been credited in the present accounts. The 
balance brought forward from 1920 amounted to £53,535, from — 
which has to be deducted the net loss for 1921, the interim 
dividend paid in September on the preference shares, £1,054, 
that on the ordinary shares at the rate of 6 per cent. per | 
annum for the half-year to June 30th, 1921, £1,410, and after 
placing £15,585 to income tax account in respect of 1990, there — 
remains a balance of £21,891. The six months’ dividend on 
the preference shares, at 6 per cent. per annum to December, 
1921, absorbs 21.500, and it is proposed to pay a balance 
dividend at the rate of 10 per cent. per annum on the ordinary 
shares for the last half of 1921, making 8 per cent. per annum 
for the year (free of income tax), leaving to be carried 
forward, but subject to the taxation of the year, the amount 
of which 18 at present unascertained, £17,741. 


The Bergmann Electricity Undertakings 
Co., which is the holding company of the 
manufacturing concern of this name, re- 
ports net profits of 957,000 marks for | 
1920-21, which sum has been carried forward. In 1919-29 the 
net profits were 40,000 marks. 

The KElektrizitats Л.С. vorm Schuckert d& Co., of Nurem- . 
berg, reports net profits of 14,551,000 marks for 1920-21 and a . 
dividend at the rate of 163 per cent. on share capital of . 
70,000,000 marks. A rate of 10 per cent. was distributed in the 
preceding year. Р 

The Hochfrequenz-Machinen A.G., of Berlin (high-fre- . 
quency machines for wireless telegraphy), proposes to pay for - 
1921 a dividend at the rate of 30 per cent. on the “A” 
shares, as compared with 25 per cent. in 1920, when a rate 
of 92.8 per cent. was also distributed on the ‘ B '" shares. It 
is now intended to raise the share capital from 3,500,000 to 
8,000,000 marks. 

The Osram Co., of Berlin, according to the prospectus in- 
viting subscriptions to the new loan reported in a previous 
issue, earned net profits of 30,300,000 marks in 1920-21, per- 
mitting of the payment of a dividend at the rate of 25 per 
cent. to the three proprietary companies (A.E.G.. Siemens 
and Halske, and the Auer-Koppel group). In 1919-20 the net 
profits were 27,010,000 marks, and the rate of distribution 
was higher on a smaller amount of capital. 

The Gecellschaft Fabrik Isolirter Drahte zu Elektriacher 
Zwecken, of Adlershof, Berlin, has just invited application: 
for 26.000 new ordinary shares of 1,000 marks each, issued at a 
premium of 150 per cent. 


Compagnie Générale d'Electricité.— The 
net profits for the year totalled 7,223.12; 
fr., being less by 147,687 fr. (һап those of 
the foregoing year. Including the сапу 
over of the preceding year of 1,279,053 fr., the available balance 
was raised to 5,502,150 fr., out of which a dividend of 60 per 
cent. was declared. The manifold manufactures of the com- 
pany's various industrial works and, above all, the success of 
its several distribution undertakings, enabled the company 
to bear the consequences of the general economic crisis in 
a way better than might have been expected. During the 
year the company had carried out two important operation: : 
the departments "" Vincey tubes" and *“ glow lamps " had 
been handed over to newly-created companies, interest in 
which was retained. After reference to the seven off-shoot 
companies in which the parent company is concerned, it was 
decided to increase the present capital of 50,000,000 fr. bx 
the issue of 3,571,000 fr. in shares, allocated to the Société de 
l'Acecumulateur Tudor as consideration for its assets. 

Union d'Electricité.— This company is now іму 
80.000 6 per cent. 500-fr. bonds at 472 fr. cash. The building 
of the great Gennevilliers station, of a capacity of 200,000 KW. 


German 
Companies. 


French 
Companies. 


. is completed, and the company 15 now in a position to supply 


the wants of its Parisian customers. 

Compagnie Générale Klectrique—At an extraordinary 
meeting of this company held on Deceniber Arth it was 
decided to raise the capital. on one or several occasions, from 
15 to 30 million francs, with an understanding that prefer- 
ence would be given to the old shareholders. 

It is announced that the Société de l'Ouest Lumiére, which 
supplies energy in the western suburbs of Paris, has now been 
incorporated in the group formed by the Union d*Electricite. 
to whose activity we recently referred at some length. As the 
former has now sold its Puteaux generating station to the 
latter the company js now merely acting as a distributor for 
the Union. . | 
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The Secteur électrique du Nord de la Girondes, which 18 
the style of the former Energie electrique de Courtras, has 
raised its capital to 2,000,000 fr., and arranged an amalgama- 
tion with the Energie electrique Oubrazaise in order to extend 
its network beyond the Gironde as far as Blaye, Bourg, and 
Saint André de Cubzac. 

The Société électrique du  Toulois has raised its capital 
from 400,000 to 750,000 fr., in order to extend its network, 
which now serves some fifty localities, and will shorty serve 
one hundred, including the Valleys d'Ornain, Gondoecou:t, 
aud Ligney-en-Barrois, where are situated important mines. 

THE report of the Siemens & Halske 
Co., which deals with the year ended on 
September 30th, 1921, states that а con- 
siderable improvement in the production 
took place as compared with the preceding 
vear, and raw and other materials were more easily obtain- 
able. Most departments of the works were well occupied 
during the year. The hourly output reached the 1913 level 
in the case of many groups of piece worxmen, but it was 
still far behind with time workmen, particularly the un- 
skilled men. As а consequence, the share of unproductive 
wages was still very high as compared with the pre-war 
period. Despite the increase in the number of workmen, the 
electrical engineering production had not yet attained the 
iurmer piece output. ‘he sale prices were further unneces- 
sarily increased through the disproportionately high augmen- 
ution of the general unproductive administration works 
which were brought about by a number of legal and local 
Government measures which had been insuticiently thought 
ош. 

The expected advantages from the cominunity of interests 
with the Gelsenkirchen Deutsch-Luxemburg and the 
S&huckert Companies which began with the opening of 
20-21, had been realised; the supply of raw materials, semi- 
tinished materials and manufactures improved both in con- 
saney and kind, and the extensive sales’ organisation was 
of advantage to the whole group, particularly in oversea 
countries. As to the manufacturing agreement with the glow 
lamp works, it is merely mentioned that this arrangement 
had corresponded to expectations. 

The report further states that the volume of foreign orders 
received was satisfactory, particularly for cables, automatic 
telephone exchanges, water meters and electro-medical appli- 
ances. The first long-distance telephone cable between Berlin 
and Rhineland was completed. For the laying of further 
long-distance cables, which could be carried. out with a 
smaller cross-section of copper by the use of a booster (rein- 
forcing) apparatus which had been developed, the company 
had formed the German Distance Cable Co. in conjunction 
with the Federal Postal Administration and other firms. The 
railway safety apparatus department suffered from the almost 
complete absence of orders from the State railways. The 
construction of benzine motors had to be greatly restricted 
owing to the Allied veto on the building of aeroplanes. In 
ether branches new types of motors were developed and the 
manufacture begun. The Siemens Constructional Union Co. 
was constituted in conjunction with the Siemens-Schuckert 
Works and the Schuckert Co., for the utilisation of the ex- 
prence of the departinents for electric railways and water- 
works. It is further mentioned that the Wireless Tele- 
yraphy Co. was meeting with success in its efforts further to 
develop its system in overland and oversea. traffic. 

The report cf the Sitemens-Schuckert Works, which also 
tefers to the financial vear ended on September 30th, 1921, 
states that the. year assumed a quieter course than the pre- 
ceding twelve months. As a consequence of the more stable 
меши valne of the mark, the prices for inland and foreign 
mw materials were not subject to great fluctuations; wages 
remained on the same level, there were no strikes, and jt 
"as possible to execute orders with greater regularity. The 
orders received from abroad did not exceed the usual measure 
owing to the depression prevailing in many foreign countries. 
The fall in the mark since August led to a rapid and large 
mux of orders, and this situation and the simultaneous in- 
crease in all prices, salaries and = wages, continued in the 
early months of the new financial vear; but it was now 
dready recognised that this influx only represented a con- 
pression of the requirements of German industry, and that 
replacements and new orders would have been distributed 
vera longer period if a quieter situation of the market had 
prevailed, 

In connection with the exploitation of the water-powers in 
South Germany, the report states that the company received 
orders for a large part of the requisite machines, and con- 
siderable orders were also booked for similar works in Central 
and North Germany. Heavy driving plants were ordered by 
collieries and iron and steel works both for home and foreign 
acconnt, and a similar state of affairs existed with the chemical, 
textile and paper industries, as well as with the metal in- 
dustry, particularly for electric welding plant. Some revival 
Was noticed in the electric railway branch, and the turnover 
In motors, meters and conductors considerably increased. 

The directors of the  Elektrizitats Gesellschaft (late 
Schuckerti, of Nuremberg. state that they боша look back 
with satisfaction on the first vear of harmonious and profit- 
able co-operation in the community of interests (Rhine-Elbe- 
Schuckert Union), and they expected these conditions to con- 
tinue in the future. Concerning the company’s own par- 


The Siemens- 
Schuckert 
Group. 


ticular sphere, the report states that proposals for new works 
applied principally to the exploitation of power stations and 
transport installations, frequently based upon the use of 
water powers, and the company took an active part in the 
existing projects. On the other hand, activity in other 
countries was still hampered by the uncertain political and 
economic conditions, and partly also on account of the un- 
favourable level of German exchange. The settlement of the 
company’s foreign claims (Petrograd, Paris and Barcelona) 
on the basis of the Peace Treaty was still in abeyance, 
although the German Government had sanctioned and paid 
advances in the matter. Various relations had been entered 
into for the extension of the company's activity to other wedus- 
trial branches, and these held out the prospect oí Lun 
successful. 


Cambridge Electric Supply Co., Ltd.—At the annual 
meeting the chairman (Mr. R. F. Scott) said that the profit 
was approximately £3,500 greater than that of the previous 
vear. The increased price of 8d. per unit was put into force 
in October last and would stand for three years. Considerable 
sums had been spent on mains extensions, and since the last 
meeting £4,450 had been raised by means of 74 per cent. de- 
bentures. The raising of further capital during the current 
year was forecasted. 

Ferguson, Pailin, Ltd.—The net profit for the vear ended 
November 30th was £19,688, making, with £7,937 brought 
forward, £27,575. The directors recommend a further divi- 
dend of 44 per cent. on the preference shares, making 7 per 
cent. for the year, and a further dividend of 94 per cent. on 
the ordinary shares, making 13 per cent. for the vear; to re- 
serve, £2.000; carrying forward £15,264, subject to E.P.D. 
for two years to November 30th, 1920, and corporation tax for 
two vears to November 30th, 1921. 

Electrical Distribution of Yorkshire, Ltd.—Mr. R. W. 
Wickham, presiding at the annual meeting on March 7th, said 
that the effects of the coal trade dispute and the trade depres- 


sion were reflected in their sales of electricity, but many new 


customers had come forward, with the result that the profits 
had been increased. It was proposed to issue about 50,000 
shares of £1 each to cover extensions. For the tenth vear in 
canon a dividend of 6 per cent., free of tax, had been 
paid. 

Companies to be Struck off the Register.—The following 
companies will be struck off the Register at the expiration 
of three months unless cause is shown to the contrary :— 

Bright's Light & Power, Ltd. 

British. Engineering Co. (London). Ltd. 

Drvcells, Ltd.’ 

Electric Floor Machine Co., Ltd. 

London & Provincial Electric Co., Ltd. 

Commonwealth Edison Co.— Net electric operating 

revenue for 1921 was $12,743,676, net operating income 
$3,787,744, other income $739,586, gross income $9,527,330, 
less deductions $1,326,503, leaving $8,900,827; interest on 
funded debt $2,834,042, available for dividends $5,366,785 ; divi- 
dends paid absorbed $4,307,126; carried to surplus $1,059,559. 
—Financia] News. 
. American Telephone and Telegraph Co.—The net earn- 
ings for 1921, after meeting all operating expenses and pro- 
viding for depreciation and all taxes, were $73,523,813; de- 
ducting interest $19,521,109, dividends $42,674,408, and appro- 
priated for contingencies $3,000,000, the balance for surplus 
was $8,328,301. 

North Melbourne Electric. Tramways and Lighting Co., 
Ltd.—The report for 1921 shows gross receipts of £53,683, 
against £45,764, and net income of £13,232, against £11,228. 
Interest was paid on £167,000 5 per cent. debentures and a 
balance of £4,882 carried to reserve for renewals and upkeep. 

British Insulated and Helsby Cables, Ltd.—Further divi- 
dend on the ordinary shares of 64 per cent., and a bonus of 
2 per cent., making with the interim dividend a total distri- 
bution of 15 per cent. for 1921. For reserves and depreciation 
£35,000 is allocated, and £362,000 is carried forward. 

Brush Electrical Engineering Co., Ltd.—The directors re- 
port the net profit for 1921 at £232,602, an increase of £41,500 
over 1920. £15,000 is put to depreciation and £73,190. to 
general reserve. Dividend on the ordinary shares 15 1с. 
cent., carrying forward £214,100, subject to taxation. 

Argentine Tramways and Power Co.—A meeting has been 


‘called for March 22nd to consider a scheme of arrangement 


under which the preference and ordinary. £5 shares are to be 
divided up into €l shares, and the claims to dividend arrears 


are to be varied. 


Stock Exchange Notices.—Application has been made to 
the Committee to allow the following to be quoted officially : 
Thames Valley Electric Power Board.—£350,000 6 per cent. 
debentures of £100 each (guaranteed by the Government of 


New Zealand). | 


Stewart & Lloyds, Ltd.—The directors announce a divi- 
dend of 2s. per share and a bonus of 6d. on the deferred 
shares, also a dividend of 1s. 6d. and a bonus of 44d., free of 
tax, on the new shares. | 

Newcastle and District Electric Lighting Co., Ltd.—Divi- 
dend 4 ner cent. per annum, less income tax, carrying for- 
ward £13,725. С | 

Mirrlees Watson Co.. Ltd.—Dividend of. 10 per cent. an 
a bonus of 23 per cent., both less tax. 
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Capital Issues in France—Among the new issues of 
capital raised in France in 1921 may be mentioned a total of 
123,000,000 fr. in the case of tramways and secondary ral- 
ways, and 496,000,000 fr. in the electricity supply industry. 

Manila Electric Corporation.—43 dividend of 1j per cent. 
on the common capita! for the quarter ending March 3lst 15 
announced. | 

Midland Electric Corporation for Power Distribution, Ltd. 
—A dividend of 6 per cent., making 10 per cent. for the year, 
is announced, leaving £30,004 to be carried forward. 

Direct Spanish Telegraph Co., Ltd.—Dividends for’ 1921: 
10 per cent. on the preterence shares, less income tax; 10 per 
cent. on the ordinary shares, free of income tax. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


A DISTINCT check has been given to the buoyancy of the Stock 
Exchange markets. The serious turn which events took in 
South Africa, the disquieting news from India, the situation 
in Ireland, and the engineering lock-out at home made up a 
quartette of factors which led to Stock Exchange business 
being brought up with a round turn. Prices in some cases 
gave way fairly sharply, though. by no means to the same 
extent as they Fad previously advanced. For instance, the 
War Loan, after touching 988, fell back nearly a ccuple of 
points, though the decline is small when measured against 
the amount of the previous rise, and there has been an appre- 
ciable recovery. Home Railway stocks fell back in sympathy. 

.At the same time, those particular markets in which invest- 
ment has been most persistent of late exhibit little indication 
of a change of front. There is no weakness, for example. in 
the market for electricity supply shares, where the publication 
of dividends and repcrts has brought about a substantial rise 
spread over the past few weeks. In markets such as these, 
"where the investor pure and simple is at work, quotations are 
fully maintained, though where speculation joined hands with 
investment in swinging-up prices, the setback is fairly general. 
The Home Railway market, as already noticed, has come 
back fairly substantially from the best prices which it reached. 
The steam stccks are nearly all down. There has been some- 
thing of a run upon such low-priced stocks as those in com- 
panies which are going to be taken into the big groups. 


Welsh railway stocks also are particularly strong. Nearer 
London. however, the Undergrounds have given way. The 15. 


shares are lower at 5s. 64.. but the Income Bonds, after being 
down to 71, recovered to 714. Mr. Hilton Young, in the House 
of Commons on Tuesday night, said that the Government had 
agreed to guarantee a loan to the Underground Electric. Rail- 
wavs of London for the purpose of extending and altering the 
tube railways. Mr. Young drd not think it desirable to give 
details at present, but the scheme is estimated to provide work 
for fifteen to twenty thousand men for eighteen months to two 
vears. The scheme, of course, is for the extension of the tubes 
in various directions. 

Meanwhile, languid interest has been aroused by a report to 
the effect that Mr. Ford, of motor fame, 1s coming over here 
with certain oil interests in order to set up a charabanc system 
on the roads, making a start with 500 cars. No particular im- 
portance 1s attached to the rumour. It is rather interesting to 
recall that in the years gone by, large sums of money were 
found by American interests, on both sides of the Atlantic. for 
financing the tubes in the early days, e.g., of the Great 
eee & Piccadilly and the Charing Cross & Hampstead 
ines. 

Districts are а better market at 274, but Metropolitans, after 
their recent vivid rise, reacted to 264. Central London 
assented ordinary stock is harder at 62. 

The excellent dividend performances of the home electricity 
supply companies continue to be reflected in noticeable 
Strength amongst the leading shares. Prominent in the up- 
ward movement are the ordinary shares of the County of 
London Co., which have risen to 11}, the preferences being 
higher at 94. Charing Cross ordinary are steady at their ad- 
vanced price of 5$ and the preference hardened to 3}. Ken- 
singtons gave way to 53, hut South Londons are better at 
£3. City of London at 33s. 9d. are 1/16 up; Westminster 
ordinary gave way to 68 after their recent substantial im- 
provement. Announcement of the various dividends enables 
us to give the complete table of distributions for 1921, to- 
gether with the vields on the shares, brought up to date. 

In the slight depression which developed during the early 
part of the week, a number of the shorter-dated new issue 
stocks went back from their recent top levels. The electricity 
debentures are somewhat prominent amongst these, and 
ТЛапеПуѕ at 100, Fife 993, Shropshire 101. and Reading at 
1034 are all lower than they have stood recently. The North 
Metropolitan 8 per cent. preference stock gave wav to } 
premium. Yorkshire Power Electric 6 per cent. preference, 
after being 8s. premium, are a trifle easier at 7s. premium. 
Scottish Power 8 per cent. second preference remain at 20s. 6d. 
The British Insulated Co. declares a dividend repeating the pre. 
vious 15 per cent,. and the price remains good at 86s, 3d. 


.. Telegraph Constructions at 253 are 10s. higher. Henleys 
improved to 2, а rise of 6s. За. in a fortnight. — Callenders 


are steady at 13. The strength of these shares has drawn 
attention to Johnson & Phillips ordinary, and the price has 
hardened a little to 17s. 6d. The company’s dividend in re- 
spect of the past vear is on the point of announcement, and 
against the 124 per cent. paid last year, the market is looking 
for 10 per cent. 1n respect of 1921.. If expectations are realised 
and 10 per cent. is paid on the increased capital, it will cer- 
tuinly be a good performance. 

Brazilian ‘Vractions are better at 40, and there are no fresh 
changes in the Anglo-Argentine group. Mexican issues are 
weaker, Mexican Light & Power Bonds going back 3 points 
to 624. . 

Amongst cable shares, the strength of the Eastern group 
is further emphasised. by a rise of 2 points in. Eastern ordin- 
агу stock, while Westerns at 18} are 7s. 6d. higher on the 
week. Globe preference rose to 104. Indo-Europeans have 
risen £1 to 35. United River Plate Telephones at 6i are 
1/16 lower, but the company’s 44 per cent. debenture at 56 
is 8 points to the good. Oriental Telephone 4 per cent. de- 
benture at 764 is up 10. Direct Spanish shares improved to 
01. Costa Rica Electric 5 per cent. debentures have come 
into the Stock Exchange lists at 25. British Electric Traction 
preference hardened to 724. The ordinary is quoted at 44}. 

Metropolitan-Vickers preference at 2 are 1/16 better. Edi 
sons gave wav to 4s., and General Electrics to 20s. 3d. The 
rubber market is quietly firm. The recent rally in prices has 
not brought about any noticeable increase in the volume oi 
business. Dabcocks are 3/16 up to 27s. òd., the engineering 
trouble having the paradoxical effect of bringing in buvers. 


SHARE LIST OF ELECTRICAL COMPANIES, 


Home ELECTRICITY COMPANIES. 


Dividend. Price 
^ —. Маг. 14, Riseor: Yield 
1920. 1991. 1922. fal). p.e 
Brompton Эга паго oe ee и 12 12 7i +4 4856 
Charing Cross Ordinary ре T 8 9 51 — 718 3 
do. do. do.  44Pret. .. 4 4 83 +è 613 4 
Chelsea ee ee eae ee ee 6 6 44 — 7 l 9 
City of London .. a us 14 14 1i — 860 
do. do. 6 per cent. Pref... 6 6 1 — 6 00 
County of London  .. - T 8. 8 114 + 2 7 310 
do. do. b percent.Pref... 6 6 92 + i 6 8 0 
Kensington Ordinary .. as - 9 10 bj — à R 13 10 
London Electric. . 66 o oo 2 4 14ха 492: 91UR 
do. do. 6 percent. Pref... 6 6 аха +b 15% 
Metropolitan 2 ee ee ee 1 1 4X — 7 7 4 
8%. James’ and Pall Mall .. - 1% 19 "à — 825 
South London .. Vd T T 7 7 8 +È 965 
South Metropolitan Pref. .. RE. | 7 laxd — 645 
Westminster Ordinary.. кз .. 10 10 6 — $ 711 


TELEGRAPHS AND TELEPHONES. 


Anoglo-Àm. Tel. Pref. ee ee ee 6 6 f 97 — 8 8 { 
do. Def. ee ee ee là 1$ 22 — 7 18 6 
Chile Telephone ee ee өө 6 6 58 == % 611 7 
GubaSub.Ord... . no a 7 7 Та +} 9585 
Eastern Extension  .. va .. 10 10 194 — 6 8 1 
"Eastern Tel. Ord. ii "m ee 10 10 1874 +2 6 68 
Globe Tel. and Т. Ord. ae .. 10 10 183 — B RB 
do. do. Pref. e œ В 6 104 + 4 510 4 
Great Northern Tel. .. ee . N 94 284 —- 8 8 3 
Indo-Buropean oe ee ee ee 10 10 B5 +1 7 3 10 
Marconi .. Бе oe ee o 95 16 133 — 714 8 
Oriental Telephone Ord.  .. ee 19 19 9 — *$ 00 
United R. Plate Tel. ee СЕЈ ео 8 8 ei — tr *b 16 9 
West India and Panama oe ee Nil Nil bi- == Ni) 
Western Telegraph .. ee с 10 10 183 + 5 65 
Нома Rars, 
Central London Ord. Assented... 4 4 62ха +2 691 
Metropolitan ae ee ee ee 1 1 vi —1 6 8 8 
do. District. . РУ æ. N N +4 8 9 
Unde und Electrio Ordin ee Ni Nil 2 — Nil 
do. do. WA It os ee Nil Nil 56 —6d. Nil 
do. do. Income.. ee 4 2 713 — *5 13 0 
FonzEIGN TRAMS, &0, е 
lo-Arg. Trams, First Pref. .. 6 1 — 
Rc m do. i 9nd Pref. .. Nil a — 8 3 0 
do. do. брег cent. Deb. 5 6 75 — 6 13 4 
Brasil Tractions e s o. мМ NH 40 +1 Nil 
British Columbia Elec. Rly. Pice... 5 5 644 · +1 7 16 | 
do. do. Preferred .. Б 98/- 60 — As 18 ^ 
do. do. Deferred ee 8 194/- 6 — 10 ә 9 
do. do. Deb. ee [^i 4 673 gaz 6 7 
Mexico Trams. 6 per cent. Bonds .. Nil Nil 68 — es 
do, до. 6 percent. Bonds.. Nil Nil — Nil 
Mexican Light Common... „ Nil Ni 1 =] Nil 
О» Рге * ee ee oe Nil Nil a Nil 0 
do. let Bonds ee ee Nil б —8 8 0 
MANUFACTURING COMPANIES 
Babcock & Wilcox ee ee ee 15 16 9i; 7 те 5 n 1 
British Aluminium Ord. oe ee 10 10 15/- = P Я 
British Insulated Ога, e 07e 16 16 1H +k 8 ó 
Callenders en ee ee ee 15 16 12 — 8 п 4 
” 63 Pref. оо е ee 64 6a là Rag 6 6 8 
Crompton Ord. .. ee eo ее 10 10 - 15J- — 18 
Eidison-8wan eo eo ee ee 10 -— 4J- —€d. 1 { 
do. do. Sper сері, ре,  .. 25 8 = 2314 
Wlectrio Construction .. "Y ee 10 10 18/9 — 10 1 0 
English Electric eo ee ee 8 8 9/6 — 6d 16 17 6 
до. Рте "9€ ee ee 6 6 18/9 -— 8 и 4 
Gen. Elec. Pret... m КЕ Rr & 6 90/9 — 6 5 У 
ёо. Ота. ее өө ee ee 10 10 20/8 —1/- 9 11 0 
Henley .. .. ‘oo of eo lB ШШ 2 +a 8 i 
do. 4 Pref... .. cf cf 4 (d 4xd +4 5! 
Indis-Rubber .. ws Sa e 10 — i = p А 
Met.-Vickers Pref. .. .. .. 8 В 2 + р 8 00 
BiemensOrd. .. se cf ec 10 10 95J- — *8 
90 90 . 954 + 4 *4 1 ‹ 


Telegraph Оор, А, ee "ee ee ; 
; * Dividends paid free of Income Ter. 
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ALIGNMENT charts are fairly well known to mechanical 
engineers, but up to now are not so familiar to electrical 
engineers, and the fact that this is so must serve as 


the reason for the 
explanation of the 
charts given here-. 
with being rather 
lengthy. 

The fact that con- 
siderably higher 


voltages are used in : 


ac. than in d.c. 
transmission ac- 
counts for the chart 
being in two por- 
tions, one dealing 
with pressures from 
100 to 1,000 volts, 
which covers the d.c. 
voltages generally 
met with in this 
country, and the 
other dealing with 


pressures from 
1,000 to 10,000 
volts, which will 


deal with all ordi- 
nary three - phase 
transmission. 

No account 1з 
taken of inductance, 
as this is not likely 
to have much effect 


in the distances 
covered Бу the 
charts. The chart 


dealing with horse-powers from 10 to 1,000 is used for 
both three-phase alternating current and direct current 


- 
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CABLE CHARTS AND CABLE CALCULATIONS. 


MOTOR VOLTS 


VOLTS DROP 
&0 


calculations, while the one dealing with horse-power 
from 1,000 to 10,000 is solely used for three-phase alter- 
nating-current calculations, and the only point neces- 


VOLTS DROP 
3-PH. D.C. 


sary to notice in 
using the chart 
first mentioned is 
that the volts-drop 
line is scaled on 
both sides, the scal- 
ing on the left be- 
ing used for three- 
phase calculations, 
and that on the 


right for direct- 
current calcula- 
tions. The dis- 
tances given are 


those from the 
source of supply to 
the motor. 

The cable sizes 
are in accordance 
with the latest lists 
of the British 
ingineering Stan- 


dards Association, 
and cable sizes are 
- given, as being 


handier than the 
corresponding mea- 
surements in square 
inches. 

The lines headed 
require no explana- 
tion; those not 
headed are deno- 
minated ‘* support 
lines," and require 
no scaling. 

Let us take as an 
example the follow- 
ing case:—It 18 


proposed to install a 500-volt 200-h.p. d.c. motor at a 
distance of 600 yards from the source of supply; the 


= 
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pressure drop in the line being fixed at 25 volts. Re- 
quired, the size of cable necessury. 

I. Place a straight-edge across from 200 on the b.h.p. 
line to 600 on the distance line, and note where the 
support line between these two is intersected. 

II. Place a straight-edge across from 500 on “‘ motor 
volts" to 25 on ''volts drop" line (using the right- 
hand scaling, as it is d.c.), and again note where the 
support line 1s intersected. 

III. Next place the straight-edge across from the 
points of intersection on the support lines, and where 
the cable line is intersected, read off the size of cable 
necessary, in this case 61 /.093. 

Another example :— 

Motor, 2,000 h.p.; distance, 5,000 yards from source 
of supply: motor volts, 2,000; drop in cable, 200 volts ; 
three-phase alternating-current supply. Required, the 
size of cable. necessary. 


I. Place the straight-edge across from 2,000 on the 
b.h.p. line to 5,000 on the distance line, noting where 
the support line between these two is intersected. 

II. Place the straight-edge across from 2,000 on the 
motor volts line to 200 on the volts drop line, again 
noting the point of intersection of the support line. 

ПІ. Through these points of intersection lay a 
straight-edge across the cable line; it will be found that 
if passes between 61/.103 and 91/ .093, and nearer the 
latter, which we take. 

For the purpose of demonstration the joining lines 
for both examples are shown dotted, but in actual use It 
is not necessary to mark the chart. 

It will, of course, be understood that the chart can be 
ased for various other calculations, such as finding the 
drop in the line when the other data are given, or 
finding the pressure necessary to transmit a given power 
under stated conditions. 


‹‹ 


HIGH-POWER MERCURY ARC RECTIFIERS. 


Ву R. L. MORRISON, A.M.LE.E. 


(Continued from page 355.) 


The main anodes (fig. 4, p. 355), made of pure close-grained as will be seen 
iron, are screwed to the anode bolts, which serve to convey 
the current to them, the transformer connections being made 
to the upper part of these bolts. ‘The anodes and bolts are 
\carefully insulated from the anode plate by specially-designed 
leading-through insulators, the portion nearest the anodes 
being provided with screening hoods formed integral with 
them. To the latter are fitted the sheet-iron arc guides F, at 
the mouth of which are provided slats, which break up the 


be noted that the anodes are rounded, and, 
from fig. 5, very highly polished, to remove all irregularities 
from their surface, which would be conducive to back-firing. 
This illustration shows very clearly the insulators and arec 
guides, as well as the method of fixing the latter. 

Three sizes have so far been standardised for dealing with 
300, 600 and 900 amperes continuously up to about 800 volts 


are and eliminate the effect of the ultra-violet rays. These 
аге guides terminate in а large collecting funnel J, while 


immediately above the cathode there is a smaller funnel т, 
terminating in a thin cylindrical insulator, the purpose of 
which is to protect the main cathode insulator. The are 
operates between the main anodes Е and the cathode, while it 
will be seen that its path is well defined, which eliminates, to 
a large extent, the possibility of back-firing. Just below the - 
condensing cylinder there is a me H, into which 
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SHOWING ARC GUIDE AND INSULATORS. Fic. 


FiG. 5.—ANODE, —900-A RECTIFIER. 


the medifim size is 


е“: оға 77 сос 9 2 2 PAN NEED CREE 


the condensed mercury drops, and it is then led by the sloping d.c. 


troughs to the walls of the are chamber, down which it runs 
and finds its way back to the cathode, so that there is no loss 
and the mercury need never be replenished. 

Both cvlinders are water cooled, the water first passing 
through the cathode base N, from whence it is led to the jacket 
round the arc chamber and the anode plate by the connections 
о, after which it passes to the jacket surrounding the con- 
densing cylinder and then out to waste or to a separate re- 
cooling system. Down the centre of the rectifier passes the 


rod connecting the ignition anode with the solenoid p. The. 


cock A connects the rectifier It will 


E 


with the vacuum pump. 


The largest size is shown in fig. ( 
similar in appearance but the smallest 1s nói provided with the 
radiator coolers for the anodes. ‘These coolers arè insulated 
from one another and the rest of the cooling system while 
they are filled with water which is in actual contact with the 
top of the anodes and circulates on the thermo-siphon prin- 
ciple. For the higher d.c. pressures now coming into more 
general use for traction three further sizes have been developed 
to deal with 250, 500 and 750 amperes and pressures up to 
1,600 volts. They are provided with rather higher working 
chambers: otherwise externally their appearanc 'e 18 the same 
as that of the low-pressure ones. 
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AUXILIARIES. 


A complete converter of this class consists essentially of the 
rectifier proper with its main transformer, the vacuüm pump 
set, the ignition converter, the excitation gear and the anode 
or equalising reactance coil, where two or more rectifiers are 
running in parallel off one main transformer. The latter and 
the excitation gear have already been referred to; a few 
particulars will now be provided of the other parts which are 
all of importance in the operation of the plant. 


Vaccttm Pump Set AND GAUGE. 


This is the most important of the auxiliaries, because a high 
vacuum is absolutely essential to satisfactory operation, and to 
obtain and maintain that required, an extremely efficient pump 


| 3 | 
Fic. 7.—SEcTIoN THROUGH TWO-STAGE VACUUM PUMP. 


must be used and one of no ordinary design. In the rectifier 
the pressure is not the same in all parts but varies depending 
upon the temperature, so that near the cathode it 1s quite 
appreciable whereas in the cooler portions higher up it 18 very 
low, therefore, when we speak of a vacuum of 0.01 - 0.001 (the 
normal working range) it should not be inferred that this is 
the pressure inside the chamber; it is the pressure of the 
evacuated air at the surrounding atmospheric temperature as 
measured by the vacuum gauge. The readings are really a 
measure of the rarefaction of the air, which is what is desired, 
hecause the presence of air or gas in the rectifier adversely 
affects the ionisation process. 

The pump set consists of a high vacuum mercury pump in 
series with a rotary oil-immersed pump, fig. 7. The latter 
pump is direct coupled to a 1-h.p. motor, and is capable of cre- 
ating а vacuum of about 0.02 mm. Hg. The final reduction 
to 0.001 mm. is obtained by the mercury pump. This pump 
has at its base. a pool of mercury which is electrically heated. 
The connection to the rectifier is by way of the pipe a which 
passes through the water jacketing b to the lower part of the 
conical chamber. It may be said to work on the injector prin- 
aple, this action being obtained by the vapour rising from 
the mercury as it boils, and in doing so sucks the air down 
the pipe a and then carries it to the upper portion of the coni- 
cal chamber where it (the vapour) is condensed by the cooling 
water, leaving the air to be extracted by the rotary pump and 
finally discharged to atmosphere. The working portion of the 
rotary pump consists of the eecentrically displaced drum e 
with slides which are completely oil immersed. In the event 
of the pump being accidentally stopped the aluminium non- 
return valve d would act due to the pressure of the atmos- 
phere and prevent the oil passing into the vacuum pipe. The 
combined pump set with gauge is mounted on a common base- 
plate standing on a number of insulators, fig. 8. The reason 
for insulating from earth will be clear when it is realised that 
the set is in contact through the vacuum pipe with the recti- 
fier which is statically charged. - 

The gauge used for the measurement of the high vacua is 
McLeod's, the principle of which is based on Bovle's law, i.e., 
m=e, and is shown diagrammatically in fig. 9. The left- 
hand sketch represents the arrangement when not in use and 
shows the measuring bulb c free to fill with the mixture of 
air and gas from the rectifier through the tube a. To take a 
reading the mercury bulb Hg is drawn upwards by suitable 
winding mechanism and the mixture in the measuring bulb is 
forced by the rising mercury into the capillary tube k. This 
is continued until the mercury in the tube 1 is level with the 
top of the capillary tube. There is then a difference of level h 
hetween the two columns which is a measure of the pressure 


in the rectifier. Very small differences can be ascertained in 
this way, while the scale can be graduated to give direct read- 
ings of the vacuum. 

IGNITION. + 


Compared with the operations required in the starting up 
of rotary converters the rectifier is without doubt simpler and 
presents many advantages. The ignition current is provided 
by an auxiliary 0.5 kW converter set, though under certain 
conditions it has been found possible to ignite by alternating 
current. 

Referring to the sectional view of the rectifier, fig. 4, the 
ignition anode is seen to be some 8 mm. above the surface of 
the cathode, and connected to the solenoid at the top of the 
condensing chamber. A push button switch on the operating 
panel controls the ignition circuit and when depressed a cur- 
rent of about 2.5 amperes passes from the small converter 
through the solenoid coil thus causing its core to be pulled 
downwards against the pressure of a spring, until the ignition 
anode touches the mercury. The connections are so arranged 
that when this occurs, the coil is short-circuited and the anode 
is pulled up again by the spring. Ап are starts at the point 
of separation and immediately afterwards the main are com- 
mences and the set is switched on to the bus-bars. With 
rectifiers that are constantly in service this is all performed in 
a second or two, no preliminary operation being necessary 
bevond the checking of the vacuum. For the case of a plant 
that may have been shut down for some time, say 24 hours 
or more, it 1s advisable not only to make sure of the vacuum, 
but to separately load the anodes for a few minutes on to an 
auxiliary resistance supplied for the purpose, the object being 
to heat them up to ensure that thev all take the same load. 
As an example of the speed with which rectifiers can be put 
on load the case mav be cited of the 800-kW, three-cylinder set 
at Berne, where the average time for all three rectifiers is 
five seconds. 

PARALLEL OPERATION AND REGULATION. 


The operation of several rectifiers in parallel is very easily 
accomplished by electrically interlinking the anode or equali- 
sing reactance coils through an auxiliary winding on the latter, 
which ensures that the current divides equally among the 
anodes in parallel. Where each rectifier is provided with a 
separate transformer these anode coils can be dispensed with, 
the transformers being designed to give the desired regulation. 


Ба. 8.—Vacutum PUMP SET WITH GAUGE. 


То enable rectifiers to work well in parallel with other types 
of converters both must necessarily have approximately the 
sume regulation characteristics, this requirement not being 
peculiar to:rectifiers hut applying to all electrical plant opera- 
ting in parallel. To deal with higher loads than can be 
handled by single ‘rectifiers it 15 customary to connect two 
or three in parallel, all being fed by one main transformer. 
Such a combination would constitute one set and be equiva- 
lent to a rotary converter set of like capacity. Each rectifier 
would be provided with its own low-pressure panel and though 
the switchgear is to some extent duplicated there is the advan- 
tage that during periods of light load one or more of the 
rectifiers can be shut down. Another very decided advantage 
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is that the factor of safety is considerably increased because 
taking the case of a three rectifier set for example, should one 
fail for any reason, it is still possible to deal with two-thirds 
of the load. Fig. 10 indicates a typical diagram of connections 
for an equipment consisting of three rectifiers with one main 
transformer, which would have a d.c. output of 1,500 kW at 
990 volts if the largest size of rectifier is considered. 


Fic. 9.—CGauGE FOR MEASUREMENT oF HIGH VACUA. 


The rectifier proper has no regulating properties apart from 
its transformer and auxiliary gear, except for a very slightly 
negative tendency of the arc with increasing load which makes 
it necessary to insert the anode reactance coils already re 
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secondary is arranged as two three-phase star connected groups 
with the two neutral points brought out to the cathode coil. 
This coil has two sets of windings (with a common magnetic 
circuit) acting in opposition which produce a throttling effect 
causing the phase currents to overlap, so that at least two 
phases are made to function simultaneously. In consequence 
the r.m.s. value of the phase current is reduced and a smaller 
transformer can be utilised—thus the figure 1.6 previously given 
can be taken as 1.46. It will also be clear that if the r.m.s. 
phase current is reduced, the overall drop, which is proportional 
to the current, must decrease too, the usual figure obtained be- 
ing 5-6 per cent. from very small loads of 10 to 15 amperes and 


full load, the two characteristics being similar to those de- 


picted in fig. 11. It will be seen that curve b, which is that 
applicable to the cathode coil, rises very rapidly from the few 
amperes referred to and absolute no load, the difference amoun- 
ting to about 15 per cent. As it is exceptional for plants to 
operate at such low loads this ris: of pressure is of little mo- 
ment. The peculiar form this curve takes is due to the mag- 
netisation of the coil, which only reaches the value at whict: 
the throttling effect is a\maximuin and overlapping of the 
phase currents takes place, when the curve bends and takes 
its normal course. : | 

A plant relying for voltage control on a cathode coil is 
one to be commended because it is simple and gives as close 
regulation as 1s needed for average conditions, but where it 
is desired to maintain the d.c. pressure constant at all loads 
or to increase the pressure with the load, other means mus 
be adopted of obtaining this. Аз the ratio between a.c. and 
d.c. voltage is fixed it is necessary to vary, the former either 
on the primary or secondary of the transformer. One method, 
and that shown in the diagram (fig. 10), is by means of tap- 
pings and a step switch, but the invariable way, however, 1s 
to use an induction regulator (hand or automatically controlled) 
either three-phase on the primary of the transformer ог six- 
phase on the secondary, by which means any degree of regu- 
lation can be given avcording to the capacity of the induction 
regulator chosen. ; 
OVERLOAD CAPACITY. 


The overload capacity of a rectifier, given equivalent con- 
ditions, 1s not inferior to that of any other class of converter— 
in fact it can be definitely stated that it has qualities in this 
respect that are superior. Load variations of whatever degree, 
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ferred to. In the normal equipment where close regulation 
is not required there would be an inherent pressure drop up 
to about 12 per cent. but this can be very materially improved 
. by connecting & special form of reactance coil (cathode react- 
ance coil) in the neutral of the transformer as seen at Cr in 
the diagram To enable this coil to be used the transformer 


Fic. 10.—CoMrLETE DIAGRAM OF CONNECTIONS FOR А 1,300-KW, 550-V RECTIFIER EQUIPMENT. 
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сап be handled with the greatest ease, while momentary over- 
loads of 200 to 300 per cent. are dealt with very quietly. The 
same сап be said for short circuits, the only indication that 
such have occurred being the readings of the instruments and 
the tripping of the circuit-breakers. 


(To be continued.) 
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ROTARY CONVERTERS: WITH SPECIAL REFERENCE TO RAILWAY ELECTRIFICATION. 


By F. Р. WHITAKER, M.LE.E. 


(Abstract of paper read before the INSTITUTION or ELECTRICAL ENGINEERS.) 


Ir will be advantageous in this country for the frequency 
uf the supply to railways to conform to the standard fre- 
quency ot 3U periods per second, except when the railway 
wil pass through districts in which the frequency has been 
decided by the large developments that took place prior to 
the standardisation of a frequency of 20, in which case 1t 
would be advantageous for the railway supply to conform to 
the frequency of the district. 

Converting apparatus will, therefore, be required to operate 
from generating stations supplying power at frequencies of 
2. 40 and 50 periods per second, and will probably deliver 
power to the trains at а d.c. pressure of 1,500 volts. Abroad, 
requirements may demand an operating pressure of 3,000 
volts (d.c.). |. . 

The rotary converter has become the recognised. conversion 
uut on 600-volt railway systems operating trom 25-, 38- and 
W-period systems, and this paper was written with the 
object of showing how far the modern rotary converter 
specially developed for the more exacting requirements of 
П-у d.e. is capable of fulfilling these conditions of service 
even When operating from 40-period systems. 

With regard. to the шахи permissible value of the 
average voltage per segment, [ would suggest approximately 
13 volts for the higher-frequency rotary converters, and 15 
volts for the lower-frequency machines. With regard to 
limiting peripheral speeds, from 4,000 and 25,000 ft. per 
minute are now considered normal. Speeds of 6,000 ft. per 
minute have consistently given equally satisfactory Service. 
Speeds of 8,000 ft. per minute have been used experimentally 
over prolonged periods with heavy loads with excellent 
results. The maximum d.c. voltage that can be conveniently 
senerated. In a rotary converter with a single conunutator 1s 
approximately :— 

3.500 volts for 15 periods per sec. 
. 2,000 volts for 25 periods per sec. 
1,500 volts for 33 periods per sec. 
1,300 volts for 40 periods per sec. 
1,000 volts for 50 periods per sec. 

So that, while on 25 periods the generation. of — 1,500-V 
direct current has been accomplished in single-armature con- 
verting units, and such practice can ve extended up to 
approximately 33 periods, above this frequency it is neces- 
sary to connect two 750-V rotary converters in series, or one 
single-unit motor converter could be used. 

The generation of 2,000-V direct current: will generaily be 
associated with a supply frequency of 50, and probavly with 
relatively long alternating-current transmission. — l'or such 
duty the synchronous motor-generator set is the most service- 
able unit. The voltage of 3,000 could be venerated on one 
commutator, providing the frequency of the generator were 
kept down to about 15, but it is more economical to connect 
two 1,500-V generators in series, each generator operating at 
about 25 periods per second. | 

The general proportions of both 25- and 50-period converters 
will not be seriously changed with the increased voltages: the 
general operating characteristics, such as commutation, 
elheieney and power factor will remain unchanged. 

The liability to flash over is to some extent controlled by 
the detailed design of the machine, but even when the most 
conservative figures for design are used high-voltage machines 
will flash over when subjected to short-circuits, if protected 
bs the ordinary type of switchgear. 

Owing to the energy of reversal in the short-circuited coils 
homing too largé, the saturation of the commutating flux 
path, and the high current density under the brushes, if the 
load on а converter is increased beyond a certain limit, 
serious sparking results. Also, if large Joads be very suddenly 
applied, the normal balance between alternating-current and 
direct-current armature reaction is upset and this tends to 
produce sparking. 

Under partial or complete short-cirenits the machine has 
momentarily to withstand currents beyond the commutating 
limit, and the armature reactions are seriously unbalanced. 
This results in an are being drawn between the commutator 
segments and the brush tins and adjacent metal parts. 

While*the short-circuit remains on the machine the ter- 
minal voltage is very low, but quantities of highly-condneting 
vapours are produced. As soon as a circuit breaker discon- 
nects the external short-circuit and allows the voltage around 
the commutator to increase, an are strikes through this con- 
ducting vapour and forms a local short-circuit around the 
commutator. This short-circuit again reduces the voltage 
and the are is quenched. The voltage agam increases and. 
if sufficient conducting vapour be still present, the are will 
avain strike. | | 

This successive striking of the ате may continue, especially 
on high-voltage d.e. machines, until the à.c. side is tripped 


out and the speed and field have been reduced by successive 
flashes. 

Machines were built with a completely insulating and fire- 
proof screen between the commutator and the rest of the 
machine, so that, in the event of flash-over, the arc would 
not penetrate into the more delicate parts of the machine. 
Good clearance was provided between the positive and 
negative brush arms, the operating details of the brush-gear 
were well protected, and commutation quite satisfactory up 
to three times full load. 

These machines would take partial short-circuits up to 
about five times full load without flashing over, but above 
that pomt flashing over would result, and it was found advis- 
able to reduce the severity of the tlash by the use of instan- 
taneous trips on the a.c. side of the machine. Later, various 
novel features were introduced with a view to making the 
machines still more robust and self-protecting. 

The diameter of the commutator was made practically the 
same as that of the armature, the armature bars being 
sweated directly into the commutator. With this construc- 
tion it was impossible for the conducting vapour produced 
under short-circuit. to penetrate inside the armature and cause 
subsidiary short-circuits. 

The armature was provided with a propeller fan just at 
the back of the commutator, so arranged that it directed a 
strong blast of air axially over the commutator surface. The 
d.c. brush-gear was completely enclosed inside cast metal 
brush-holders, which were practically immune from damage 
due to flash-over. 

The following advantages of this construction have been 
proved :— 

The conducting vapour produced under short-circuit is 
rapidly swept away by the blast of air, thus reducing the 
chance of Hash-over when the d.c. voltage is restored on the 
opening of the d.c. circuit breaker. In the case of flash-over 
the resulting damage is almost negligible. ‘The arc has not 
been known to re-strike. The conducting vapours are blown 
away from the important parts of the machine so that sub- 
sidiary short-circuits are not produced. The short-circuit is 
cleared so quickly that in most cases it is cleared by the d.c. 
circuit breaker, and the machine is left running on the а.с. 
side. | i 

The following features were also incorporated in the design 
of these machines :— 

The distance between the centre line of the armature and 
the base-plate was made as large as possible, so as to give a 
large clearance between the brush arm and the base-plate and 
provide for air space all around the commutator. The dis- 
tance between the commutator and the bearing pedestal was 
made large, and the pedestal and base-plate were shielded 
with insulation, to prevent the are striking to earth. Хо 
part of the yoke for the brush brackets projected. over the 
commutator, and this voke was separated from the comimu- 
tator and brush brackets by a thick layer of insulating 
material. The commutator segments Were provided with arc- 
ing tips to prevent the deterioration which takes place at the 
ends of the commutator bars during flash-over. 

We have recently experimented with a construction. for 
magnetically driving the are from the commutator surface of 
а 750-KW, 1,500-V compensated) generator. When protected 
with an ordinary type of circuit breaker it was found possible 
to short-circuit) this generator completely when separately 
excited on the shunt winding, with or without the compound 
winding, without the slightest damage to the machine. 

It would appear sound practice to construct all high-volt- 
age machines so that they are as self-protecting as possible, 
and, if the short-circuit conditions ave severe, the machine 
should be further protected by a high-speed circuit breaker. 

For ordinary services where the range of voltage is of more 
importance than the ability to withstand sudden and large 
overloads without disturbing the commutation of the machine 
or the voltage of the line, quite large values of reactance 
may be used to advantage. In railway working. where little 
advantage is to be gained by the range of voltage or appre- 
ciable over-compounding, but where it is advantageous to 
keen the d.e. voltage as constant and the h.p. power factor 
as high as possible, and where it is necessary to reduce the 
momentary derangement of commutating conditions due to 
sudden loads, it is preferable to install machines compounded 
to eive the-same voltage at no load and 50 per cent. over- 
load with a range of voltage from no load to 50 per cent. 


overload hv shunt control not exceeding + or = 93 per 
cent. Under such conditions the reactance can be kent rela- 
tively low. Machines designed on these lines would have 


characteristics up to three tunes full lad. . | 
Tf interference with communication circuits 18 to be avoided 
it is of importance that the d.c. voltage shall be as uniform 
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and free as possible from ripples and undulations. Oscilla- 
tions 1n the d.c. pressure may be: (E) Natural, i.e., those that 
exist in the d.c. voltage before the rotary converter 1s connected 
to the a.c. supply. (2) Connection oscillations, i.c., those that 
result from connecting the rotary converter to the supply and 
assuming the supply to have a sine wave-shape. (5) Trans- 
ference oscillations, due to the deviation of the supply 
wave trom the sine wave-forin, Which are transferted from the 
a.c. to the d.c. system. — (4) Load oscillations produced 
by loading the converter. These may be divided into: (a) 
Saturation oscillations, due to the current passing. Into the 
rotary-converter armature being forced to take a shape other 
than a sine wave-shape. (b) Resistance oscillations, due to 
the superposition of the alternating and direct currents. (c) 
Flux linkage and distribution oscillations, due to the resultant 
armature curents. 

With a view to determining possible limits for these oscil- 
lations, records have been kept on all machines manufactured 
over a period of years, and the maxiuum deviation of the 
Ч.с. voltage from the mean, due to tooth ripple, has not ex- 
ceeded + or — 1 per cent., and when the ripple has been 
known to be of importance it has been reduced to less than 
+ or — 4 per cent. In fact, it has hardly been dis- 
cernible in the oscillograph records. ‘These values apply to 
the natural d.c. wave-shape, and, because corresponding 
ripples will be found in the natural a.c. wave-shape, when 
the rotary converter is connected. to. the supply the tooth 
ripple will be somewhat reduced, due to the wave-shape 
equalisation discussed in the next paragraph. 

Oscillations due to connecting the rotary converter to the 
supply with sine wave-shape are usually quite small and of 
the order of + or — 1 per cent. 

The d.c. voltage wave can be materially changed by the 
deviation of the supply wave from the sine wave. 

In general, rotary converters operate from systems con- 
taining a large variety of synchronous apparatus, and this 
results in the wave-shape of the supply being practically 
sinusoidal, but in cases where rotary converters will operate 
from a station contaming one class of generator it is very 
important that the wave-shape of such generators should 
closely conform to that of a sine wave. 

The present standard rule for the  wave-shape of a.c. 
generators js entirely unsatisfactory, but is now under dis- 
cussion, and it is in the final interests of all concerned that 
a new rule be formulated covering: load as well as no-load 
conditions in which tolerances are reduced to the smallest 
figure consistent with reasonuble protection of the manufac- 
turer's interests. 

Such a rule might mean the disearding in future of cer- 
tain types of windings on generators built for general power- 
distribution purposes, but I believe such elimination would be 
beneficial to the industry, for windings which give good wave- 
shapes between phases tend to produce generators of 
economical design. 

The oscillations on the d.e side may be broadly classified 
as: (1) Tooth ripples. (2) Undulations with a frequency. of 
6 per period. (The oscillations of 12 times normal frequency 
are usually very small.) — The tooth ripple on rotary con- 
verters for traction. purposes need not. exceed. + or — J per 
cent. of the d.c. voltage ripple ind, providing the supply. con- 
forms to a sine wave, the undulations of six times normal fre- 
queney need not exceed + or = 2 per cent. of the means d.c. 
voltaje on full load, the deviation. being slightly greater on 
overloads. In cases of interference which have come under 
the author's notice the deviations have been considerably 
greater than the above, and it is not to be expected that any 
appreciable interference will occur on well-balanced tele- 
phone lines with ripples and undulations of this magnitude 
and frequency. 


Discussion iN. LONDON. 


Mr. Rocer T. SMITH, in opening the discussion, explained 
that the electrification of railways in this country was held 
up on account of the Ministry of Transport's railway grouping 
scheme. At present no company knew under what conditions 
it would eventually find itself. He also pointed out that 
the Ministry's Advisory Committee had advocated the use 
of a pressure of 1,500 volts at the sub-station bus-bars, and 
that a pressure of 3,000 or 750 volts would be allowed on the 
train 16 the Ministry considered it the proper thing to do 
so. The method of blowing out rotary converter arcs, that 
the author had described, was ingenious and the tests that he 
(Mr. Smith) had seen at the B.T.IT. Co's. works were verv 
effective. He had used 6,000/600-volt motor converters for 16 
vears with every success, and he thought thev would be as 
good also at 1,500 volts. Thev were most useful and reliable 
machines for railway work. The second portion of the paper 
contained very valuable information on telephone line disturb- 
ance. 

Mr. J. R. CowiE was of the opinion. that mercury arc 
rectifiers had. too many auxiliary devices. eemnected with 
them. Something could be said for the synchronous machine. 
and a good deal for the Та Cour converter. Tn any attempt to 
suppress flash-overs a high-speed cirenit breaker must be 


added. Не had not yet come across satisfactory a.c. slip rings 
or brushes. 


* 
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Col. H. E. O'Brien, D.S.O., explained his experience of the 
early 1,250-kW, 25-cycle rotaries which at first gave serious 
trouble on account of flashing over; the fault was consider- 
ably reduced liter when the compounding coils had been re- 
moved—probably due to the battery that worked in conjunc- 
tion with the sub-station. Photographs of flash-overs often 
seemed to mdicate that the flash was confined to опе pair 
of brush arms, and did not cover the whole of the commu- 
tator. The author's machine. had а considerable rival in 
the mercury arc rectifier, but the latter had a serious dis- 
advantage 1n not being capable of being put on load suddenly; 
it required from 20 to 25 minutes for warming up. A rotary 
converter to run on a 25-cycle system and produce 1,500 volts 
was now obtainable, and he hoped it would not be long be. 
fore they could get the same pressure direct from a 50-сусіе 
systeni. 

Another speaker pointed out that no mention of costs 
had been made in the paper; and his opinion was that re- 
liability should be considered before ethciency. The limit 
of voltage per commutator bar as given in the paper was 
too low for a 50-evcle machine, and he did not agree either 
with the mechanical limits of the bars as stated in the 
paper. By the use of a radial commutator a peripheral speed 
of 11.000 ft. per minute could be attained, and a 50-cvcle 
machine to produce 1,500 volts was now being built. In 
connection with the ^flash-suppressing. shields used in the 
U.S.A.. high-speed circuit breakers had assisted very much. 
The author’s remarks on ripples were very valuable. 

Dr. S. P. Ѕмітн thought it was rather late in the day to 
suggest the use of two machines in series. No doubt higher 
peripheral speeds would be used in future and with regard to 
the limit pressure between the segments, the figure given 
in the paper was too small as a good machine could be made 
with a pressure of 20 volts between the segments. The use of 
bars 3 nun. thick with 15 mim. of mica between them showed 
that their ideas must be revised. Dr. Smith wanted to know 
how the author had manufactured his harmonics. It might 
be that by the time they had learned how to build a h.p. 
high-power machine the mercury are rectifier woud be in a 
position to oust it. 

Mr. J. W. Ray wanted to know how much money was 
spent on overload ratings: that money never earned anything 
on the investment because the overload ratings were very 
seldom. if ever. really needed. 

Mr. W. E. HIGHFIELD referred to the work that had been 
done in America on the subject of flash suppression as а re- 
trograde step because it involved the placing of obstructions 
in the space between the brush arms. ‘The author of the 
paper under discussion had reversed that policy. 

Major A. M. Tavron said that as a description of a mean: 
of obtaining thoroughly satisfactory working on а single 
commutator at 750 volts under all conditions the paper de- 
served the fullest praise, but on the question of the voltage 
to be employed for main line railway electrification he was 
forced to disagree. On a main line section between London 
and Birmingham there were at present some 15 passenger 
trains each way in a day of 12 hours. This gave a tine 
headway of 0.8 of an hour per train, which, at an average 
speed of 45 miles per hour, would give an actual space head- 
way of 36 miles between any two trains. The line being 110 
miles long it thus divided up into approximately three sec- 
tions, en each of which there would be two- trains at any 
moment moving in opposite directions. The proper spacing 
for the sub-stations on such a line would be at 36 miles 
apart. At 1,500 volts, however, that would be quite impos- 
sible; in fact, each sub-station would have to be restricted 
to feeding a length of line represented by six miles, and even 
then the average loss in the feeders would be of the order of 
10 per cent. "Therefore, assuming that each locomotive took 
1,000 kW. the total energy required for the whole line was 
only 6.000. kW. but 18 rotarv-converter equipments, each 
of 23,000 KW = 36.000 KW, would have to be used, or six 
times the generator power necessary In order to deal with 
that, and under the worst conditions at any moment only 
three of those sub-stations might be in full operation and the 
other 15 idle. The efficiency of the rotaries under such con- 
ditions would be extremely poor. 

If. however, thev employed single-phase locomotives (ах 
suming they could operate at 11,000 volts), they would need 
three static transformer sub-stations, each to supply 36 miles 
of track and each of only 2,000-kW capacity, or a total capa- 
еу in static transformer sub-stations of 6,000 kW. Now. 
the cost of a static transformer was roughly one-sixth that of a 
rotary converter plus static. transformer, and, as six times 
the total kilowatt capacity was required. it meant that they 
would be paving 36 times the price. in the case of the rotary 
converter sub-stations, that they would be paving in the case 
of the static transformer sub-stations; the cost of the distri- 
buting feeders being about equal in the two cases. 

The difference in efficieney. between the single-phase and 
d.e. locomotives, st full speed on the level. was only about 
two per cent. Therefore they should either not consider 
main line d.c. electrification solved until they could at least di~- 
tribute at 3,000 volts (preferably at 6,000), or, alternatively. 
give a reasonable hearing to single-phase a.c. proposals. 

Another speaker thought the author’s idea. of fitting a fan 
to blow the dust and vapour away was primitive: it would 
have to be removed whenever repairs were necessary to thie 
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windings and such removals might upset the balance of the 


machine. A magnetic blow-out was a much more scientific 
method. The inherent disadvantages of the converters des- 


eribed in the paper made a good case for the a.c. single-phase 
system of railway electrification. 

Mr. S. С. BARTHOLOMEW, speaking from a telephonist's point 
of view, was glad to hear that ripples could now be re- 
duced. Suppliers of power seemed to overlook the fact that 
а few micro-watts might seriously affect. telephone circuits, 
and that the trouble was cumulative. If ripples could be re- 
duced to the extent indicated by the author. it was very 
unlikely that there would be any trouble with Post Office 
lines. 

Mr. F. P. WHITAKER, in reply to the discussion, exhibited 
lantern slides referring to tests that had been carried out 


і 
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after the paper had been printed. The machines illustrated 
were е1! of those that were to be installed in the automatic 
sub-stations of the Victorian railways in Australia, опе bemg 
a 4,500-kW, 500-volt machine, probably the largest built for 
that pressure. It was impossible to convert a bad machine 
into a good one by the incorporation of a high-speed circuit 
breaker; the design must be first improved and then the 
breaker might be added as a refinement. He had experienced 
no trouble whatever with arcing on the а.с. side or slip rings. 
They had done well in the past by keeping the voltage per 
bar low and in the U.S.A. there was now a tendency to 
reduce that pressure rather than to go on increasing it. 
When damped machines came into use in. 1913-14. telephone 
line troubles were increased; the tendency was to retain the 
damping, but to reduce the ripples. 


THE IDEAL HOME EXHIBITION AND WELWYN GARDEN CITY 


(Concluded from page 331.) 


Tut, system: of warming rooms by means of heated panels in 
tors, walls, and ceilings is undoubtedly superior to any other 
method, owing to the full effect of radiant heat being ob- 
tined, in. contradistinction to local warming by convection. 
The efficiency obtained by Messrs. RICHARD CniTTALL & Со. 5. 
"Panel" system of warming has directed research towards 
the application of electricity, with a view to obtaining sinilar 
results. 

The result of the practical employment for many years of 
an extended area of surface maintuined at a comparatively 
low temperature for warming purposes has proved that com- 
fort can be secured by this means with an astonishingly small 
tuel consumption, and the invention of a relatively low- 
temperature beating element permits the use of electricity for 
warning at a cost far below, it 15 claimed, anything here- 
tofure experienced. In addition, this method enables warmth 
tu be applied to the room to be heated without in any way 
interfering With the scheme of decoration; in fact, the system 
may be termed." Invisible Heating.” 

Not only may walls, tloors, and ceilings be heated in this 
simple and unobtrusive manner; 16 is equally easy to have 
vues heat transmitter in the form of curtains (to check 
cud draughts from windows), screens, footstools, mattresses, 
quits, and even in chairs, settees, door panels, &c. The 
various applications of the system have been covered by 
letters patent granted or applied for. 

It is not suggested that this method of electric heating, 
which. has been developed by Mr. Grierson, will displace 
the generally accepted system of central-heating by low- 
pressure hot water, but there are many buildings where the 
installation of a hot-water system would be costly, or where 
uccusionally in cold weather warmth is required in certain 
rooms or additional heat is necessary to suppleinent an open 
üre or other existing method of heating. ln these cases, 
tle" Electric Panel" heating system will fulfil the need 
without difficulty and, it is said, at a comparatively small 
cust, As in many cases the lighting of hres will be unneces- 
&rv, an appreciable saving will be made in domestic labour, 
aud depreciation of the contents of rooms is prevented owing 
to the absence of smoke and dust from coal fires. 

This system has the outstanding advantage that no pipes, 
radiators, &c., are visible, and architects will at once appre- 
cate its convenience of application. to decorative schemes. 
Uwing to the extreinely low temperature employed, no depre- 
cation takes place in the material used and, therefore, the 
cost of maintenance is claimed to be nil. 

The general impression that, in spite of its desirability, elec- 
{пс heating is much too expensive for ordinary household 
use js now rebutted, as it will be found that the cost of 
this new system of heating compares very favourably with 
that of gas and coal fires. This is due, chiefly, to the fact 
that other forms of heat generation, such as gas and coal 
fires and the types of electric radiators commonly in use, em- 
ploy small surfaces, operating at comparatively high temper- 
atures, Which overheat patches of seating accommodation in 
their immediate vicinity. Conversely, '' Electric Panel " heat- 
mg, being distributed over large areas at a low temperature, 
duss a gentle warmth throughout the apartment which. 
whilst being distinctly perceptible to the individual, does not 
unduly warm or dry the air.. Moreover, the warmth is not 
lessened materially by the opening of windows, as the high- 
temperature stratum of hot air at the ceiling, which normally 
obtains with the older methods of heating Is, we are told, 
alent when this svstem is employed. 

Messns. SIEMENS BnorHERS & Co., Ltp., are showing a 
rom wired for electric lighting, heating. &e., on the '' Stan- 
nos’ system. Included in the exhibit is a model in which 
the application of this system of wiring to housing schemes 
ls demonstrated. It shows a transformer installed in the 


nearest cottage to the шаш power cable; from the low-pres- 
sure side of the transformer a " Stannos’’ conductor is 
curried along the outside walls of euch group of cottages and 
the supply tapped for each cottage through the main wall. 
Between each group of cottages the "'-Stannos " main is 
buried directly in the ground. One of the leading advan- 
tages derived from introduemg electricity into groups of cot- 
tages by this means is the reduction of cost, as the system 
dispenses both with the necessity for opening the road and 
laying а main cable, as well as opening trenches for laying 
the service wire into each of the cottages. In several housing 
schemes, Which at present are in progress, this economical 
method of introducing electricity supply is being adopted. 

The BENEFIT SUPREMOPHONE is an improved gramophone 
which makes possible continuous music without attention. 
It uses ordinary records and needles and сап be supplied. either 
spring or electrically-driven; the desired number of records 
having been placed in the magazine, the machine is started 
and goes through the whole programme without further 
attention. The records are automatically fed, placed, and 
filed away; additional records may be added to the magazine 
While the machine 1з functioning without breaking the con- 
tinuity, and by merely pressing a lever. any record сап be 
repeated any number of times, or the repetition can be made 
at any desired point in the record. The whole mechanism is 
simple and in no way interferes with the tone of the instru- 
ment. 

The TELEPHONE MANUFACTURING Co., Lrp., has a large dis- 
play of automatic intercommunication telephone instruments 
for use in the office, home. and factory. Loud-speaking tele- 
phones which dispense with hand-sets are shown, and the 
" Laryngaphone '" is noteworthy for its feature of defying 
noise that interrupts conversation. 

The SHERINGHAM DAYLIGHT DEVELOPMENT Co., demonstrates 
how light from an ordinary electric Бар сап be converted 
into what is described as '' pure daylight " by means of a 
simple specially coloured reflector that requires no alteration 
of the existing installation. On the stand several types of 
lamps and fittings suitable for both domestic and industrial 
use are to be seen. 

Berry’s ELECTRIC, LTD., has an attractive display of electric 
heating, cooking, clothes- and plate-washing appliances in 
addition to a large selection of electric household utensils on 
view in '' Touchbutton House.” 

On the stand of the MrETROPOLITAN-VICKERS ELECTRICAL Co., 
Lro., there is naturally no room for any of the company’s 
heavier industrial products and its exhibit has been confined 
to a display of fittings and useful domestic appliances, like 
electric irons, kettles, and fires. In addition to the well- 
known ‘ Cosmos " bowl fire, we noticed the new 2-kW fire 
for general rather than directional heating, about which there 
are many excellent features. Some mention must be made 
of the fittings displayed; many of these manufactured at the 
company's Birmingham: works (Harcourts, Ltd.), are very 
artistic. The exhibit has not been spoilt by over-crowding, the 
general arrangement being excellent. 

From the large and varied display of domestic electrical 
appliances for heating, cooking, and lighting as well as the 
number of dish- and clothes-washing machines, clothes ironers, 
sewing machines, vacuum cleaners, &c., the most fastidious 
should find no difficulty in making a selection; such devices 
multiply at an astonishing rate and we must content our- 
selves by merely mentioning the names of the exhibitors : — 
British Electric Transformer Co.. Ltd. (cookers and fires); 
Vickers, Ltd. (electric sewing machines); Jackson Electric 
Stove Co., Ltd. (cookers and heaters): Dowsing Radiant Heat 
Co., Ltd. (domestic. commercial. and medical heating appli- 
ances): Belling & Co. (fires and cookers, including an imita- 
tion coal fire and a vestibule fire, both fitted with 
'" Multi-parabola ° fire bars); Carron Company (cookers 
and fires); Falkirk Iron Co., Ltd. (cookers); L. G. Hawkins 
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and Co., Ltd. (‘' Universal " heating and cooking appliances, 
and '* Miller " lighting fittings); Blue Bird & Simplex Elec- 
tric Co. (electric clothes washing and ironing machines) ; 
А. W. Gamage, Ltd. (heating devices); Singer Sewing Ma- 
chine Co., Ltd. (electric sewing machine); Northern Steel 
and Hardware Co.. Ltd. (washing machines, vacuum cleaners, 
irons, &c.); Electric Suction Cleaner Co. (vacuum cleaners) ; 
Beatty Bros., Ltd. (washing machines); Frank Feesey & Со. 
(washer, ironer, and drying cupboard, all electric); Electric 
Appliances Co., Ltd. (vacuum cleaners); Sun Electrical Co., 
Ltd. (clothes-washer, ironer, dish-washer, fires, and electrical 


utilities); Hoover Suction Sweeper Co. Ltd. (vacuum 
cleaners); Western Electric Co.. Ltd. (dish and clothes- 


washers, ironer; sweepers, motors, sewing machine, &c.) : 
Gillespie & Beales (suction cleaners) ; Electrical Utilities, Ltd. 
(heating and cooking devices); Duncan Watson & Co. (vacuum 
cleaners, washers, and ironers, and clectrically-driven. gramo- 
phone); Electrolux, Ltd. (electric sweeper and floor polisher) ; 
and H. Hogg (Olipel water heaters). » 

Tar HorPoiNT ELECTRIC. APPLIANCE Co., T/TD., in addition to 
a collection of electric heaters, cookers, and vacuum cleaners, 
exhibit a B.T.IT. portable wireless receiving set. This 18 a 
compact apparatus measuring 13 in. by 14 in. by 5 in., and 
weighing 18 lb. Tt is so simply arranged that no previous 
knowledge is required on the part of the user. A wide range 
is obtained with the set, and such outlying stations as Lyons, 
"aris; Nauen, Stavanger and Rome can be picked up quite 
easily. It can be readily adapted for the receipt of wireless 
telephony when supplemented bv a small aerial equipment. 
An extended range may be provided for bv the use of valve 
amplifiers and another accessory consists of а comnplete inker 
equipment to record Morse signals on a tape. Another B.T.IT. 
device which is attracting attention is a time flashing device 
which ig actuated four times daily by Eiffel Tower signals. 

Finallv, the British & Allied Electrical Agency. | Ltd... is 
exhibiting ©“ Lowa " dinining switches for controlling. elec- 
trieitv: and Daniel Neal & Sons demonstrate the fitting of 
boots and shoes by means of an X-ray outfit. made by X-rays, 
Ltd. | | 

The exhibition is being well patronised bv the public and 
on the whole is a decided improvement on last year's show, 
especially with темага to the quantity and manner in which 
the electrical exhibits are displayed 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


The Fetish of the Quick-make and Quick-break Switch. 

I have been interested in reading the correspondence. re- 
garding the merits and demerits of the slow-make as opposed 
to the quick-make switch, and as a designer and manufac- 
turer of both types for many years, and therefore, I hope. 
fairly unbiased, I should be glad to have an opportunity of 
adding my word. In my view, each type has its special ad- 
vantages. | 

The slow make switeh is generally simpler and more mas- 
sively proportioned than the quick-make. type. and this 
makes for reliability. The contacts are without doubt better, 
as you can afford to make the grip strong, and the contact 
area therefore more secure; in addition, each passage of ihe 
knife wipes out dust and dirt, instead of earrying it in and 
causing wear, thereby gradually lessening the contact area, 
as it will do with a looser grip. This type of switeh may be 
made workable by hand up to almost any size and number 
of poles, by the interposition of a compound lever or other 
power-gaining device, between the hand and the spindle. 

The quick-make type of switch, if well designed, is a satis- 
factory pieee of apparatus for sizes, sav, from 10 amps. to 100 
amps., or 200 amps. at most: but over this size, the spring 
movement is apt to be unwieldy and unreliable, in over- 
coming the necessary large contact grip. Springs may, of 
course, break, though a positive "' follow-on ° is to some ex- 
tent a safeguard: also a spring under compression 1s safer 
than a tension. spring, being less subject to breakage. 

Undoubtedly, in the ease of the slow-make switch there 
is а chance of the blades being pushed only partly home. but, 
like vour correspondent Mr. Wynne. I consider that with a 
well-designed, slow-make switch, this partial contact would 
in most cases he as eood as the normal contact of the quick- 
make switch, and in my case, at least, this is borne out bv 
the very trifling number of replace blades and contacts or- 
dered year by year for slow-make switches. 

Generally speaking, T think most operators. skilled or un- 
- skilled, push the handle home till they hear the “click,” or 
feel the dead stop. 


In:my opinion there will always be advocates of slow- 
make and quick-make switches, and I certainly see no 
reason to believe in the prophecy of another correspondent 
that the quick-make will oust the slow-make. The former 
has been on the market for many years, but the slow-make 
is " still going strong " and giving complete satisfaction to 
users. 

Switcher. 

March 13th, 1922. 


I fear the letters on this subject are degenerating into ad- 
vertisements. However, the sweeping inaccuracies made by 
some correspondents absolutely howl for contradiction. 

No one can agree that a surface contact of half a square 
inch is on the low side for a 50-amp. switch, or 4 sq. in. for a 
500-amp switch. A sectional area allowing for 750 amperes 
per sq. in. shows enough strength in h.c. copper, and that is 
what the '' Cantie " is designed at. | 

Now as to “ quick make " loosening or burning contacts, 
well, my firm has during the past 23 vears supphed to the 
Admiralty some hundreds of thousands of quick-make knife 
switches, and as yet has never been asked to supply а spare 
contact. 

Admiralty specifications are not considered on the light 
side, and springs must stand a test of elongation to 100 per 
cent.; my firm has been asked to supply spare springs though 
probably there was no need of them, simply because it is 
Impossible to elongate the spring beyond about 15 per cent, 
and under such conditions no spring will tire. 

In conclusion, when I purchase a tumbler switch Гог my 
own use I see that it has a quick make. 

H. W. Cox, 
Managing Director, Cantie Switch Co., Ltd. 
Nottingham, 
March 13th, 1928. 


I 


Some years ayo—I think it was in 1905—I took out a patent 
for a 2- and 50-атареге size quiek-make-and-break switeh— 
curiously enough, almost simultaneously with the Cantie 
Switch Co. I was unable to pet any firm to take up the manu- 
facture of my patent on commercial lines, but the few that I 
had made up for my own use were very satisfactory, and com- 
pletely solved the problem that [ was up against at the time. 
which was the incessant burning away, by careless operation. 
of the blades and contacts of ordinary type d.p. Ironelaa 


Switches used for the control of printing presses driven by 


motors of sizes between д and 10 h.p. The type of switch 
that the Cantie Co. shortly afterwards put on the market haii 
a mechanical movement which was superior to my design, and 
I contimued to use this firm's type of switch in preference to 
my own. 

The rotary snap switch used. very largely on heating and 
cooking appliances for years past is operated very much on the 
sume principle as the pioneer d.p. power switches above re- 
ferred to. I am surprised that so long an interval elapsed 
before the quick-make movement was adapted to ordinary 
tuinbler switches, the improved type of which was first put 
on the market less than two years ago. I have always strongiv 
advocated that quick-make switches should be used on all loca: 
lighting or heating ciremts which carry a maximum working 
load exceeding two amperes. Even at the present dav. one 
sees radiators and small cooking apphanees put on the market 
fitted with antiquated ordinary. tumbler-type switches; the 
only excuse one ean find for such practice is that the cutting 
of prices of this apparatus has reached so extreme a limit 
that the few shillings extra cost for up-to-date control switches 
cannot be incurred. Talk of “© Spoiling the ship for a ha'p'orth 
of tar!” I have known anv amount of cases where consumers 
have complained of switches being ‘ out of order " on their 
heating appliances, and the sooner the rotary snap type or the 
quck-make tumbler-tvpe switches (of the two I consider the 
former the superior all round) are standardised by manufae- 
turers and insisted on by the trade generally, the better for all 
concerned, | i 

P. A. Spalding, 
Engineer and Manager 
Electricity Works, Dundalk, 
March 1th, 1922. 


Mr. Denny has undoubtedly opened up a very delicate sub 
ject, and at the moment when almost every manufacturer of 
switches (tumbler and ironclad power types) is earnestly en- 
gaged on the production of an ideal type of double quick 
action switch for general use at a reasonable price. "This, œ 
course, is a natural advancement in electrical control gear. 
The object to be attained is the elimination of the persona: 
element between operating and operated. the operated mem- 
bers (electrical control) being so designed as to function under 
an Jdeal condition: while this has been greatly advanced on 
oil switch-gear controllers and remote control, the more 
elementary types of switches have been neglected, and are ta 
dav little better in design than 10 vears ago. No doubt the 
war was responsible for the demand for double-quick action 
switches for general industrial uses. There have been excel- 
lent such switches available for at least 10 vears: by excellent 
I mean switches built for hard service and having plenty of 
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metal, ample room for wiring, and proper shielding to confine 
the arc. lt is to be regretted that the more recent types now 
being largely advertised are very poor specimens. It seems to 
be a case of how much can be left out of a switch and how 
many pretentious devices the electrical public will accept. For 
instance, Wiring: What has the contractor to say—perhaps 
be has said it? Shielding: Do the designers think that there 
is no are with а quick-break action that they need barriers in 
name onlv? Mounting: Does the mounting of electrical parts 
op insulated metal parts overcome the necessity for allowing 
a safe spacing between poles? 

I therefore venture to put forward an ideal specification for 
such @ switch: Operating handle to work through an angle 
of at least 120 deg., to enable switches of the larger sizes 
(0-amp. 3-pole upwards) to be operated with normal constant 
pressure, the energy to operate the switch movement being 
stored up during two-thirds of this movement in either direc- 
ton, the other third being the travel of the switeh-move- 
ment and to have a positive follow-up in case of failure of 
spring. 

The switch should not rely on the momentum of moving 
parts to carry the blade through the contacts, but be so de- 
amed that the pressure increases to a maximum just at the 
moment of making contact without the aid of momentum. 
As few springs as possible, say, one up to 60-amp. 3-pole or 
19-атр. 2-pole; above these sizes, springs could be duplicated, 
but one spring should perform all the necessary functions. 

The handle should have no lost motion, and must always 

indicate the position of the switch by having stable positions 
оу at its extreme positions; it should operate in the same 
direction as the switch blades, interlock the lid. and must not 
project outwardly to cause obstruction. The mechanical 
movements should be separated from the electrical; each pole 
of the switeh should be well protected to confine the are be- 
tween poles and pole to case. Ample room for wiring with- 
out kinking of cables, terminals to be suitable for cable sockets 
or direct clamping, easily removable from circuit without dis- 
turbing conduit, е. A range of switches embodying practically 
the whole of the above features is about to be put оп the 
market, and I believe at a price very little more than the 
cheapest. 
_Thave seen one under an endurance test, and believe there 
138 2reat future for it, especially among the heavier industries, 
ach as shinvards, doeks. steelworks, collieries, &e.. where 
the average operator also has the more mechanical controls to 
deal with, such as steam regulators, brakes, clutches, &c. 


m B. I. F. 
Birmingham, 
March 13th, 1922. 


Cooling Systems for Liquid Controllers. 


The colliery, in which the writer is employed, has a num- 
hr of three-phase haulage motors, mostly of 150 and 
2X h.p. output. They are operated by Allen West and West- 
Inghouse controllers. 

The haulage roads are verv steep, and trouble is being ex- 
prienced in obtaining sufficient water for cooling purposes, 
especially when a haulage room is located near the top of 
one of the headings. 4 

It is proposed to standardise in some kind of thermo-siphon 
svsten, and the writer would be extremely obliged if anv 
a vour readers would supply any data on the subject. 

à“ head " would have to be obtained, not by going directly 
vertical; for obvious reasons, but by taking the storage tanks 
up the headings until sufficient " head " was obtained. 

The motors have the usual haulage conditions, i.e., heavy 
load for a short time followed by intervals of rest; at the 
end of a shift they are only normally warm, so that the 
average loads are not above the ratings. 

If any reader can help by giving a fairly comprehensive des- 
спрпоп of a successful installation, his assistance will. be 
greatly appreciated. 

F uel. 


March 13th, 1929. 


! 


Christianity and Industry. 


In view of the present unemployment I beg to suggest 
that all disengaged men write to their members of Parliament 
Ponting out the necessity of urging the Government at once 
to bring in an emergency law making it illegal for any em- 
plover to engage а man who is already in work, to compel 
the employers to take up disengaged men first, especially in 
the electricity supply industry. 

During the war the Government made it illegal for anv 
emplové to leave his employer, which was not necessary; it 
was no doubt а move on the part of the employers (it will 
he well to remember this at the next general election). Now, 
when something useful in the way of compulsion on the 
"ther side is wanted, the Government does nothing: this is 
particularly rough on staff men. | 

Live and Let Live. 
March 13th, 1999. 


Charges fer Services. 


Perhaps the enclosed letters may be of interest to vour 
"ders. I have not received any reply to my letter of Feb- 
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ruary 6th, so that it is quite fair to presume that the local 
authorities are fully aware that the charges are illegal. The 
details of charges are as follows :— 


£ s. d. 

2 yards 19/18 armoured cable ... 0 6 v 
1 par B.I. cut-outs ae m 1 18 6 
9 ft. 14 in. gas pipe En 0 3 4 
3 bricks Мр 54 an 2. 0 0 4 
} peck cement ет m “de о 1 0 
2 ft. battens ib oa з! 0 оп 
42 10 9 


Asa matter of fact, there is less than two feet of armoured 
cable on my premises. | 
Wm. Ashwell. 


Nottingham, | 
February 2th, 1922. 
2nd, 193. 


The City Electrical. Engineer. February 


CONNECTING PREMISES 
I shall be obliged if vou will let me have full details of the item, £2 10s. 9d., 
ie., price of terminal boxes and cable," separately. 
Will vou also be good enough to let me know what Act and clause thereof 
authorises the Corporation to make charge for above ? 


LES 


Р WILLIAM ASHWELL. 


-a —— -- .-—- 


February Ath, 1922. 

CONNECTING OF PREMISES. 

| have to acknowledge the receipt of sour. favour of the 2nd inst. with 
reference to our charge of £2 103. 9. for the cost of the material used 
in connection with laying the service into vour premises. [n reply, I beg to 
enclose herewith the counter-leaf of the application form you signed at this 
«Ёсе when applying for the supply, from which you will sce that you under- 
took. to рау the expense of providing and laying so much of the service line 
and fittings taid within sour premises. 


Mr. W. Ashwell. 


[ enclose particulars. of the amount of £2, 105. Ad. 1 
H. TALBOT, 
Eleclrical Engineer. 


The City Electrical. Engineer. February 6th, 1922. 
ә D 
CONNECTING PREMISES. 
Your favour of the 4th inst. to hand. Untortunately it only complicates 
matters, and fou have not replied to the main question at all. 
You originally charge for “ terminal boxes "; now vou call them “B.I. 
cutouts.” Will vou be good enough to state definitely whether they are 


the “undertakers” safety fuses " or " consumers? terminal boxes," and if the 


latter, do vou expect me to рау for boxes to which f am not «allowed access? 

According to. the regulations. A24, A250, A26, there appears to. be no doubt 
Whatever that it is the duty of the Corporation to themselves supply the 
"неу cut-outs.” 

In the event of the Nottingham Corporation having a special Act which 
authorises the charge, I wish you to supply me with a copy ot the clause. 

As to the last paragraph of your letter, а safety cut-out is not a ‘ fitting.” 
therefore you are in error in stating that I have undertaken to pav the 
expense of same. 

і shall be glad to have vour well-considered reply at an early date, and this 
in writing if you please. 


~ 


WILLIAM ASHWELL. 


It is certainly hich time the rights of electricity supply 
authorities as touching charges for services were made clear 
to the public. I have been connected with two cases south 
of the Thames where exorbitant charges have been made, and 
not merely this, but in each case the contractor was quoted a 
higher price than the, prospective consumer, the supply com- 
pany having an installation department. | 

In one case the charges for the service involving approxi- 
mately three vards of twin cable for six lights were £8 10s. 
and £9, more than the cost of the installation itself. 

It would be interesting to hear from other contractors who 
have experienced the same kind of valuable assistance from 
their supply friends, and we shall expect to see one or two 
communications in your columns on the subject from mains 
engineers concerned explaining on what basis charges are 
arrived at. -It is hidicrous that the contractor, when asked by 
his client. whether the supply people will charge for running 
the service, should have to give them particulars of the 
customer's name and address, knowing full well that their in- 
stallation department will be down on him next day for the 
order for the wiring at a cut price. 

Bitten. 


February 25th, 1922. 


The Curse of Noise.—The Medical Correspondent of 
The Times says that some recent studies have shown that there 
are few more active robbers of our energy and strength than 
noise. It was supposed that people got accustomed to noises 
which they heard frequently, and that thereafter they did 
not notice them. This idea will have to be modified. What 
we call *' getting accustomed ” appears, on closer study, to be 
a state of active resistance. We are refusing to hear, so to 
speak, and expending energy in the process. When illness 
comes, the stock of energy available for all purposes is re- 
duced, and ‘ not hearing " cannot be practised; the noises 
of the world we live in become unbearable. 

There is now & demand by many employers of labour, who 
recognise how much waste noise 1s responsible for, for noise- 
reduction in factory life. The same need exists in office life, 
and, indeed, in home life. At the present moment we live 
more noisily than any of our ancestors—and unless we look 
to it, shall pay the penalty for our carelessness. 
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NEW PATENTS APPLIED. FOR, 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal bv Mrssrs. Sum fouas, О'Оштл. AND 
Sr&PHENS, Chartered Patent Agents, 285, High Hoiborn, London, W.C. 1. 


1922. 


Worrall, February 24th. 
W. J. Gooderidge, February 24th. 

2,763.  blectric switch wall plugs.” €. Oliver. February 24th. 

9,579. `'* Head-Hehts for motor-cars." F. J. Smith. February 25th. 

2,089. '* Swireh s," К. bosch Akt. Ges. February 2oth. (Germany, 
February 2arh, 1521.) 

oss. влас шага bous.” AL E. 

эд. Лара Ы timens. tor electric 
Barber,- W. G. tl, бох, and Midland Electric 
салгу zh. 


5.5534. ""Ebectrüc meters," TE. T. 
050. t Kleetric horns, &c."' 


Osborne. February 2oth. 
cuircuil-breakers, Ac.” We L. 


Manulacuring§ Co., Ltd. Feb 


ó.U239.. Wireless olegraph and telephone systems. T. H. Kinman and 
H. J. Маил. lcu: ary Joth, 

0,030, I5 C odis, Ac for wireless. apparatus, Nc." W. E. Barber and H. J. 
Warner. February 2oth. 

0,037. © Klece incandescent pastilled lamps, Хе" General Electric Co., 


Ltd. (A. Just). February 23th. 
o,0602. "'' Lelephone 
Lil. tebriars ши. 


systems." Nutomatic Telephone 


Manufaciuring Co., 
(t пие! States, Maren 16th, 1921.) 


o0. Co Ибни» dor motor, &e., vehicles." W. Dirtwisle. February 
27th 
27th. 
50,7232. 8 Telephone-call indicator combined with. sounder.” P. J. Monks. 


February 27ih. 


3,732. '' Sound signalling." C. 5. F. Mellor. February 27th. 

5.394. t Head-hghis for molor vehicles.” W. H. Ainge and F. Smith 
and E. H. Wbhbeaces. February 27th. 

STAL V Каесаасану-һед!ед laundry irons." H. Booth. Februars 27th. 

ото. ^! Multiple-was connectors for electrical conductors," G. A. Rendle. 


February 27ih. 


Эм. O n ТЕ suns." E. С. R. Marks (MeSavaney Co.) February 
27th. 

D788.“ Automatic head-himps.”? W. F. Little. February 27th. (United 
Stades, February 26th, 1921.) 

ӨӨ. ©“ Push-buiton switches.” T. E. D. Bilde. February 27th. (Sweden, 


March 216, 1921.) 
O00, °° High-trequency signalieng systems. 
(Wescern Electrice Co., Inc.) February 27th. 
OSL I Carrier wave transmission systems.” 
(Western Electric Co., Ine.) February. 27th. 
эд. t Telephone systems." Western. Electric Co., Ltd. 
tric Co., Ine.) “February 27th. ` 
9.815. “ Oil-trip switches and fused-switches. E. Dobson. February 27th, 
3.833. '' Jointing of stranded electric conductors." H. Hawkins and L. R. 
Lee. February 25ih. 


Western Electrice Co., Lid. 
Western Electric Co., Lid. 


(Western Elec- 


aK. U Regulation of polyphase commutating motors," Forges et Ateliers 
de Constructions Electriques de Jeumont. February 28th, (France, April oth, 
1221.) 

Э.М. t Electric switches." R. A. Macaulay. February 28th. 

IKEL “Supports tor incandescent electric lamps." T. Clarke. February 
Poth ` 

OSH UU Method of connecting up and driving. Чупаштов,” T. Cooper. 
February 28ih. 

O80. U Windings for electrical apparatus.” C. V. Drysdale. February 
28th. | 

9,570. '* function. boxes," G. MeRinnon. February 28th. 

"Ww. U Revolving-dome electrice alarm push bell" H. Gennings. Febru- 


агу 28th. 
oS) ** Nutomotin 
February 25th. 


ub phone exchange system.’ H. Baron (F. Aldendortfj. 


og t hores de electrice cireuit. controllers; British. Thomson-Hous- 
ton (Сө, Ltd. (Gor cal Electric Co.) February 28th, 
59,28. © Diaphragms for Rontigenology." G. Pearce and Watson & Sons 


(Etro Medicab, Lid. February 28th. 

ORE "5 ралга for measuring | wattless component of 
alteroating current учи, Chamberlain & Hookham, Ltd., 
February 25ih. 

OOS. I Protective arrangement for dynamo-electric 
Etectrie Con Liel. and J. Wilson. February 25ih, 

os. сога electric devices.” H. EL Berry and C. A. 
February ЭМ. ` 

OSU," Ships’ 
SM. ИЕ 
Stirk. March. 15. 

6007. '" Electric. bells." C. Melano. March 1ч. 

6,008, 8 Pole for telegraph, &e., wires." J. E. Rutter, March Ist. 

6027. '* Rbeosian March lst. 


energy dn 
and S. Janis 


ээ 


machines." English 


Pinton. 


сигара," J. Burn. March lst. 


motors for power traverses, Nc." J. G. 


Stirk and R. 


Singer Manufacturing Co. (United 


States, July 20th, IRLS 
6,031. "okleetric lamps for road vehicles." А. A. Sandbrook. March Ist. 
6,058. System for pole-changing for polyphase induction motors." K. 


Rando. March. Ist. (Hungary, March. 2nd, 1921.) 
6072. '* Thermostatic electric circuit. controllers.' 


| British Thomson-Hous- 
ton Co., Ltd. (General Electric Co.) March Ist. 


_ 60T3. U Electrie. circuit. controllers." British Thomson-Houston Со. Lid. 
(Gem cal. Electric Co.) March Ist. | 

6,074. " Masneto-clectric machines," British Thomson-Houston Co... Lid. 
and A. P. Young. March 1st. 

6.082. °° Direction-findingg apparatus for wireless telegraphy.” G. W. 
Harris and С. E. Horton. March Ist. ` 

6.101. '' Electric conductors." H. €. Braun. March Ist. 

602, “ Electric contacts.” H. C. Braun. March Ist. 

6,103. “Signals and alarms," H. C. Braun. March lst. 

6.112. '' Reception. of wireless signals.” H. J. Round. March Ist. 

6.13. " Electric railway signal-repeating system.” J. Bethenod. March 
is. (Frane, March 2nd, 1921.) ШШ 

GIS Electrode holders. for high-frequency electrical apparatus." J. B. 
Bower. March Ist. f 

Б.Б. 8 Electrice interrupters or make and break switches. J. B. Bower. 


Mait h Ist. 


6d. Denamo-ciectric machinery," H. F. J. Thompson. March lst. 
6.143. Ships’ telegraph systems," H. McKinnon, March 2nd. 


GIST.“ Combined «Јесігіс cooker and water heater." T. R. Stancombe. 
March aay 


6.179. ** Brake 
vehicles. К. Р. 


blocks, electric collector 


L shoes, &c., for 
Forster and J. W. 


railway, &e., 
Taylor. March 2nd. 


HSS, “Electric lamps" W. E. Bladon. March 2nd. 

l2. O" Method of controlling, &c., electric battery used with instru- 
ments for assisting the deaf.” H. Marcussen. March 2nd. 

6.202. *' Electric. switches. C. W. Denny. March 2nd. 

6.205. '' Means for supporting and insulating conductors of electric over- 
head distribution, &c., lines." G. V. Twiss. March 2nd. 

6223. ** Electric үйбө спб systems.” British Thomson-Houston Co., 


Ltd. (Compagnie 


Francaise Thomson-Houston). March 2nd. 


6.212. '' Reciprocating rotary electric. switches," Hart Manufacturing Co. 
March 2nd... (Unitel States, Mav 3rd, 1921.) 

620, Thermionic generators of high-frequency electric oscillations.” E. 
Green. March 2nd. | 

6.201. “Signalling apparatus," W. M. Rolph. March 2nd. 

6.220, 8 Magneto» ^ irie machines.” A. М issev-Allen and North & Sons, 


Lte. March 2nd. 


6,255. |“ Electrice driving for vehicles.” O. Kurz, March 2nd. 


(Austria, March 2nd, 1921.) 


apparatus 


6,258. '' Trolley wheels for electric tramways, &c. P. P. Berthet. March 
2nd. (Fiance, March 2nd, 1921.) ; 

6.262. °° Electric light baths." W. M. Edwards, March 3rd. 

6.270. ' Electric. cable joint. boxes." J. €. Lee. March 3rd. 

0.293. '* Reflectors for electric lamps lor. vehicles, е7 F. G. Warbrook. 
March dead. 

ОМ. "* Electric. switches.” J. C. White. March 3rd. 


PUBLISHED SPECIFICATIONS. 


The numbere in parentheses are those under which the speeifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 

7,973. Galvanometers.”’ — Teleyraph Construction and Maintenance Сл, 
Ltd., oe Riddle, November Loth, 1929. (179,300.) 

20,920. *'' Method of producing a paper-band covering for electric wires.” 
V. Planer. October loth, 1917. (149,006.) 

23.123. "* Windings for alternate-current dynamo-electric machines.” F. 
Creedy. August oth, 1920, (175,306.) 

23,338. Head-lights and electric bulbs. therefore.” J. M. Richardson. 
August 28th, 1919. (149,978.): . 

23,861. "' Radio-receiving systems," — British Thomson-Houston Co., Ltd. 
(General Electric Co.) August 16th, 1920. (Cognate application 23,964, 29. 


(1729153) 
24.166. '' Electrolytic rectificers." R. W. 
August 19th, 1920. 173,316.) 


McClirtock and D. McKinnon. 


24,278, Electrical transformers." British Electric Transformer Co., Ltd., 
and J. Roothaan. August 20th, 1920. (175,318.) 

2.156. ** Apparatus for starting electric. synchronous motors." Compagni: 
Générale Electrique, September 2th, 1919. (151,2693.) 

26,04). "* High-tension ignition magneto.“ Etablissements, Deesse. Decem- 
ber 27ih, 1919. 156.073.) 

29,310. ©“ Submarine sound receivers." H. Baron (Signal Ges.) October 
l6th, 1320. (Convention date not granted.) (152,616.) 

31,166. “ Electric motors." Lancashire Dynamo & Motor Co., Ltd., and 
К. S. McLeod. November 4th, 1920. (175,355.) 

31,314. б" Continuity devices lor metallic conduits and fittings for electric 


cables." Simplex Conduits, Ltd., and H. F. November oth, 
13520. (175,288) 


31.641. © Electric 


McLoughlin. 


resistance material and à process for manufacturing 


same.” Automatic Telephone Manufacturing Co., Lti., and P. №. Козер. 
November 9th, 1529, (179,369.) 

31.624..." Mercury vapour and like rectifiers.” W. Tschudy. November 
аһ, 119. (154.187.) 

31,029. ** Means for measuring electric current and more particularly for 


9 


electric transformers. British Thomson-Houstoa 
S. Holbrook. November llth, 1920, (175.351. 
preparing hypochlorite solutions." D. 
1920. (175,390.) 


measuring the output of 
Co.. Lud, R. €. Clinker, and H. 

32.030, е Electrolytic apparatus for 
M. Rogers and A. T. Masterman. November 12th, 


32,142. S“ Magneto-clectric ignition machines." R. Bosch Akt. Ges. Noten: 
ber lth, 1919.  (153,94)5.) 

32.205. “ Electrolvtie. cells.” G. Harmison (Dow Chemical Со.) Nover:ber 
loth, 1920. (175.4M.) 

42225. Transmission circuits for wireless telegraphy and telephons.” 


A. К. Macrorie, H. 
075.42.) 


323.2286. 


Morris-Mrey, and G. Shearing. November low, 19. 
" Reception. of continuous waves 
phoma,“ O A. К. Macroric and W. A. Appleton. 
32,234. © Cooling of dvnamo-rlectrie machines." W. M. 
Moreshead. November lath, 1920. 75,404.) 
Зосим, "* Electrical heating unis. J. H. 
(75,411) 
32,514. 
necting up of electric 
(175.418.) 
32,55. 
and G, 
32.609). 
(168.021 . 


in Wireless telegraphy and tes 
November loth, 1920. (T2 Mt, 
Selvey and L. R. 
Robinson, November 16th, 1921 
“Connecting up of electric conductors and devices in which von- 
conductors is required." К. Lomax. May 13th, 121 


* Magnetos for ignition purposes.” M.L. 
A. Lister. November 18th, 1920. (174,419) 
“О Three-position electric relays.” A. В. Kendall. 


Magneto Syndicate, Lto. 


August ТЕ, 19. 


32.709. “ High-frequency electrical apparatus." W. R. Bullimore Noven 
ber 19th, 1920. (175,427.) 

32.734. © Fluorescent screens and methods of manufacturing the same " 
British Thomson-Houston Co., Ltd. (General Electric Co.) November 13th. 


1920. 175,428.) 


32,890. "| Electric lamps operating with а luminous discharge."' J. Pintsch 
Akt. Ges. November 21st, 1919. (154,199) 

33,017. “ Method of and means for controlling the circuits of elgtro-liting 
maunet, AL West & Со. and W. L. Wise. November 23rd, 1920. 175,40. 

33,048. '' Electrical speed-repulator systems.” Metropolitan-Vickers Eiks- 
trical Co., Ltd. January 121h, 1920. (157,072.) 

33.4957. “Wireless audio-frequency receiving apparatus particularly for use 


with transmission from photographs." Title Insurance & Trust Co. June 4th, 
1918. (154.531.) 

33.141. ** Inverted pole accumulator.” 
24th, 1920. (175,439.) 

33.846. “t Elecirically-operated door-latch control and annuncistor device.” 
N. Fienberg and W. L. Wakeham. November 30th, J920. (175.452) 

33.951, S Eleccriesly-controlled signal-operating mechanism for railwavs and 
the dike.” MeKRenzie Holland. andi Westinghouse Power Signal Co. Ltc. 


(Compaienie Générale de Signalisation) December Est, 1920. (175,455 


M. Tsuji and S. Nakao. November 


33,0966, '* Electro-plating metallic bodies." J. 5. Groff. December Ist, 1229. 
(175.445.) . 

34,129. '* Thermionic valves," Silica Syndicate, Ltd., and F. Reynolds. 
December 2nd, 1920. 1175.459.) 


34201. © Induction. coil. systems." A. C. Gunstone. December 3rd, 1930. 
(175.400) 
34.566. “ Fuses for electric. circuits.” W. de Renzi and J. Adamson. 


December 6th, 1920. (175,404.) 

33,773. "Means for and methods of superposing electric currents of different 
frequencies upon existing alternating current systems." A. M. Taylor. Decem- 
her 2ist, 1920. (Patent of addition not. granted.) (175,489.) 


1921. 
436. “ Contact springs for switching apparatus.” 
Ges. May 29th, 1914. 156,526.) 
RR, Electric pocket magneto lamps апа the like.” F. E. 
January 10th, 1920. (156,805.) 


Siemens & Halske Akt. 
V. Le Tellier. 


1.5%. t Telephone systems with mixed automatic and semi-automatic ser- 
vice, Relay Automatic Telephone Co., Ltd. December 31st, 1919. (157.817. 
2,307. “Insulators for conductor rails and the like.” W. Н. Mevrick. 


January Vth, IRI. 75.515.) 


12.249. “Card grip holders for electric. wires.” J. Y. Fletcher and E. L. 
Randall, „April 28th, 1921. (175,565.) 
13.173. ©“ Method and installation for braking direct-current series motors 


Mevfarth and Soc. Anon. des Actiiers de 
(168,036. ) 
Automatic Telephone Manufacturing Co., Lid. 


with the recuperation of energy," G. 
Secheran, August 18th, 1920. 
164. “ Telephone systems. 
November 29th, 1920. (172.277. 
31.434. C Windings for alternate-current dynamo-electric 
Creedy. August oth, D920.. (Cognate application, 36,540 20. 
tion on 175,306.) (175,583.) 


machines." Ё. 
Divided applic? 
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paper given by Mr. Henry Lesser, LL.B. (Hon.), Lond., 
the Chairman of the Federation, which was read at a 
meeting of the Institute of Industrial Administration. 
held last November under the chairmanship of Sir Wm. 
H. Beveridge, K.C.B., to whom probably more than 
anyone else in the country is due the passing of the 
Labour Exchange Act, 1909. 

Of late the Labour Exchanges seem to have fallen into 
disfavour with both the employers and the workmen, 
and in the majority report of the Committee of Inquiry 
set up in June, 1920, by the Minister of Labour to in- 
quire into their administration and working, it is 
stated that ** The witnesses reported that the adminis- 
tration. of unemployment insurance by industries on 
behalf of their own members was the most desirable 
svstem in the end, particularly from the point of view 
of obtaining technical knowledge in the placing of 
workmen, the creation of a corporate pride in each in- 
dustry, and a sense of responsibility for unemployment 
in the industry." We have no wish to deal, from the 
political side, with the relative merits or advantages of 
the administration of the Labour Exchanges by the 
“tate or otherwise, our concern being rather that a form 
of administration—whatever that form may be—shall 
be chosen which shall make for industrial progress. 

We do not think that the matter can be judged solely 
from thé standpoint of the employer in general or of 
the electrical industry in particular. Owing to compara- 
tively less unemployment, it is probable that adminis- 
tration of Unemployment Exchanges and insurance by 
individual industries would be to the advantage of that 
industry with which we are more particularly concerned, 
but each year strengthens the view that matters of this 
kind have a social as well as a business side, and must 
therefore be judged as a whole after due consideration 
of all the interests involved. 

We are of the opinion that the question of unemplov- 
ment could be efficiently and inexpensively dealt with 
by well-organised industries such as our own, and 
measures could be taken by committees of employers and 
employed which would tend to lessen the inequalities and 
distress of unemployment so far as the varving demand 
for electrical products would permit, but such a settle- 
ment of the difficulty cannot be lightly undertaken. 

The primary object of Labour Exchanges and unem- 
ployment insurance is not to deal with those who are in 
a position to help themselves, but to aid the great army 
of casual and unskilled labour. to save them from 
destitution through inability to find employment, and to 
avoid the moral degradation by which it is too often 
accompanied. 

The principle of the management by each industry 
of its own affairs has been accepted by the Government 
on the question of unemployment insurance, and it was 
assumed that many industries would seize the opportu- 
nity to contract out. though, as a matter of fact, with 
the exception of the insurance industry, no special 
schemes have been sanctioned. Therefore, before any 
change could be authorised to allow each industry to 
be self-supporting it must, we think, first be ascertained 
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whether advantage would be taken of the facilities to 
»uch an extent as would reduce the present cost of State 
-administration, and before any industry can take the 
responsibility of accepting the burden of providing for 
its own uneniployed the incidence of unemployment in 
‘each industry must be more efficiently investigated. 

The present system of Labour Exchanges has not 
proved satisfactory. On the one hand, neither the em- 
ployer nor the employé in the organised industries 
readily takes advantage of the facilities offered, whilst 
on the other, a system of doles has been established which 
often results in deliberate abstention from work and is 
«ood neither for the individual nor for the State. 

The self-reliance inherent in the British character is 
.such that most satisfactory results have been produced 
by following the line of voluntary effort. We do not 
take kindly to State control, but the question has such 
wide ramifications that we think further legislation. 
would be necessary in order that individual firms in each 
industry should take their share of the burden, that 
funds should be properly administered, and that those 
employés who are not within well-organised industries 
should be sufficiently protected. 

The way from intermittent employment to complete 
degradation is “a slippery slope," and it is a social 
duty, as well as good business. to obstruct this road. The 
considered views of Trade Unions, Employers! Federa- 
tions, Chambers of Commerce, and similar bodies 
might well be ascertained to see whether the solution of 
this difficulty may be sought with confidence in the 
direction indicated by Мг. Lesser. and, if so, we think 
that & case could be made for legislation. . 


LE EO IE EGET EET ERS, 
\ 
Охе need not look far into the history 

The Electricity of democratic legislation to find many 

Supply Bill. instances in which the views of a small 

but energetic minority have prevailed 

over those of a large majority, simply because the latter 
has ''taken things for granted " and assumed that the 
popular will was sure to be adequately expressed and 
duly complied with. ‘The consequences of such a de- 
cision by default may be irreparable—at any rate, for a 
period of years—and we think it well to warn our 
readers who.wish to see the Electricity (Supply) Bill 
passed into law that it may suffer a similar fate unless 
they take vigorous steps to indicate their wishes not only 
to the Government, but also to both Houses of Parlia- 
ment. | 

As we reported on March 10th, the second reading of 
the Bill in the House of Lords was approved by a 
majority of 59 votes to 40. It is clear, therefore, that 
there is a strong body of opposition to the Bill in that 
House, and if its supporters do not bestir themselves 
they may suffer defeat through over-confidence, with the 
result that the uncertainty as to the future which has 
brooded over the industry for so long and so detri- 
mentally may be prolonged for years, with disastrous 
results. : 

The opponents of the Bill, whom we believe to include 
some of the London electricity supply companies and, 
of course, the gas interests, might themselves do well to 
consider whither their policy will lead them. In six 
years the time will have arrived when the London County 
Council will have to give notice of its intention to exer- 
cise its powers of purchase of their properties, lock stock 
and barrel, and in nine years the purchase powers will 
undoubtedly be exercised—unless in the interim agree- 
ments are made to carry into effect co-operatively a 
scheme of reorganisation. Compulsory purchase on the 
terms of the Electric Lighting Acts will give no 
satisfaction to the companies, and the inevitable sus- 
pension of the development of electricity supply in 
view of the pending change of ownership will be in the 
highest degree prejudicial to the public interest. On 
the other hand, if the Bill is passed, the County Council 
offers to agree to a prolongation of the companies’ 
ownership of their distrihmtion cvstems, in return for 


easy terms of gradual acquisition of the generating 
plant. If the Bill is rejected, all this falls to the 
ground, and the bulk of the Commissioners’ work will 
be worse than wasted, not only in London but also in the 
provinces. 
.' We earnestly hope, therefore, that all who are in- 
terested not only in the development of the electrical 
industry but also in the public welfare, will take such 
action as shall unmistakably demonstrate to Parliament 
that the Bill must be passed this session at all costs. 
Since writing the foregoing we have observed with 
satisfaction that the Special Committee on London Elec- 
trieity Supply has recommended the London County 
Council to urge the Government to '' take every step in 
its power to ensure this measure becoming law during 
the present session of Parliament." This recommenda- 
tion was adopted by the Council on Tuesday last. We 
have received also from Mr. Leslie Gordon, hon. secre- 
tary of the Conference of Local Authorities owning Elec- 
tricity Undertakings in London and Home Counties. 
copies of a letter to members of the House of Lords and 
an accompanying statement, showing that the Confer- 
ence represents à plant capacity of 350,000 kW and a 
capital expenditure of over £12,000,000, and earnestly 
urging ‘‘ the absolute necessity " of passing the Bill. 
We commend these examples to local authorities in the 
provinces, to the associations representing private enter- 
prise, and to publie bodies such as the Institution of 
Electrical Engineers and the Incorporated Municipal 
Electrical Association. 


| Tue particulars which we give on a 
Storage Battery later page regarding a new type of 
Progress. accumulator have turned our thoughts 
to speculations on the ultimate effects 
on tlie electrical industry of the introduction of a battery 
having the remarkable properties claimed for this one. 
Doubtless the earliest response would come from the field 
of electric traction, which would also offer the largest 
scope for immediate development; to take moderate 
figures, if we ussume an increased capacity of 200 per 
cent. with the same weight and volume, the radius of 
action of an electric vehicle on one charge would become 
150 miles, which is ample for all puropses. The limi- 
tations to the rates of charge and discharge being re- 
moved, the speed of the vehicle could be increased to any 
reasonable value, and the time required to recharge 
would be so short that it would offer no obstacle to the 
use of the vehicle for touring purposes. Hence there 
would be an enormous development in the use of 
electric vehicles both for passenger and goods transport, 
and this would include not only omnibuses but also tram- 
ears and even railway locomotives. 

A battery that never sulphates, and cannot be over- 
charged or over-discharged, is entitled to the epithet 
““ fool-proof,’’ and would be ideal for isolated installa- 
tions such as those at country houses and farms; but 
still greater possibilities would open, for the question of 
storage on the large scale would assume a new aspect. 
The ability to store three times the energy in the same 
space, and to discharge at an almost unlimited rate, to- 
gether with immunity from damage due to neglect, would 
render such a battery of great value to power stations. 
The use of batteries for motor launches, for starting 
aercplane engines, &c., would be developed, and as 
always happens in such cases, entirely new applications 
would speedily crop up. 

The storage-battery industry would enter upon à 
period of unparalleled prosperity, in which all battery 
makers would share, for the demand would be far too 
great to be dealt with by any one firm; but obviously. 
before the great developments that we have outlined 
could be realised, the accessory apparatus would have to 
be provided, involving activity on the part of the makers 
of chassis and vehicle bodies, controllers, motors, switch- 
gear, &c., and the full effects of the improvement would 
not be experienced for a period of years. 
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THE EARTHING RESISTANCE AS A PROTECTION AGAINST VOLTAGE RISES. 


By MAJOR KENELM EDGCUMBE, 


THe value of the neutral-point earthing resistance in 
connection with systems of fault protection is now fully 
recognised, but the fact that it also forms the best safe- 
guard against the ill-effects of the transient voltage rises 
and surges which accompany faults is not so well known. 

On the Continent and in the United States, where it 
was customary until comparatively recently to run with 
the neutral point insulated, an intermittent earth was by 
far the most dreaded of all faults, since it was almost cer- 
tain to be followed by an extensive shut-down. Almost the 
only argument in favour of runuing with the neutral 
point insulated is that, on paper, it should be possible 
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to continue to operate the system with an earth on one 
phase. Experience, however, has shown conclusively 
that, except on very small low-voltage systems, this 
argument is untenable, first owing to the moral cer- 
tainty that an earth on one phase will spread to the 
others, and so become a short circuit between phases, but 
still more owing to the destructive effects of the transient 
voltage rises which accompany such an earth. 


VoLTAGE RISES DUE TO EARTHS. 


The origin of such voltage rises will be clear from the 
following considerations :— 

1, 2, and 3 in fig. 1 represent the three windings of 
a three-phase star-connected generator or transformer, 
on а three-phase system. Each line has a capacity to 
earth represented by Cı, C:, and Cs respectively. Under 
normal conditions the neutral point of the system will 
be at earth’s potential, as shown diagrammatically in 
fig. 2. Should an earth develop on line 1, for example, 
the voltage of that line to earth will be at once reduced 
tə zero, and that of lines 2 and 3 to the delta voltage 
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. above earth; that is to v3 Е, where Е is the star voltage. 
The conditions are, in fact, as shown in fig. 3. The 
result is, therefore, that the capacity c; is short-circuited 
by, and discharges through, the fault, whilst capacities 
c, and с, each receive an increased charge due to the 
increased voltage of lines 2 апа 3 to earth. 


Referring again to fig. 1, and supposing the fault to 


occur near a, this point is suddenly reduced to earth’s 
potential, and the condenser с, is thereby short-circuited. 
Between the points a and b is a voltage М З B (i.e., the 


VOLTS TO EARTH, OF NEUTRAL 


delta voltage of the system), so that a capacity current 
ot V3 sw c, flows from b through c, and back through 
the fault toa. Similarly, a current equal to У 3 E » С, 
flows through c; and the fault. These two currents are 
60? out of phase, so that, if the capacity of о, and of c, is 
c, the total current through the fault is (УЗ E о ct V3 
Eco С) соз. 30=3 Ec. This, then, is the capacity cur- 
rent which flows through an earth fault, should one occur 
on an insulated three-phase systein. 

It will be noted that lines 2 and 3 are now subjected 
to a voltage to earth of УЗ E or, say, 75 per cent. greater 
than the normal; but if that were all, there would be 
nothing much to fear, since the insulation of the system 
should be such as easily to withstand this moderate rise. 
The danger lies, however, in the extreme suddenness 
with which the change of conditions occurs. The voltage 
is applied suddenly, and the capacity current taken by 
с, and Cs, passes through the generator or transformer 
windings in the form of a steep-fronted wave. This 
wave rushes in from the lines, and is partially reflected 
where it meets the windings and again at the neutral 
point. At each reflecting point there is a rise of voltage 
involving, in all, a possible rise to four times the star 
voltage of the svstem; moreover, а very severe strain 
is thrown upon the end turns of the windings. 

After the first impact, provided the dead earth per- 
sists, the system settles down to a steady state with a 
voltage on the sound lines (2 and 3) of 43 x to earth, 


Earth comes on 


and the duration of the transient strain on the insula- 
tion is so short that the danger of a breakdown is more 
or less remote. 

INTERMITTENT EARTHS. 


Unfortunately the proviso that the dead earth should 
persist is seldom fulfilled, except in the case of a metal-to- 
metal contact. It will be seen that the fault is shunted 
by the capacity c;, which renders the arc very unstable, 
and in the majority of cases it is quenched and re-started 
at every (or every alternate) half period, 

So soon as the arc breaks, the conditions of fig. 3 are 
once more replaced by those of fig. 2, or, in other words, 
the connection between a and earth (fig. 1) is broken, 
and the potential to earth of the point a, after being 
zero, suddenlv becomes E. At the same time the poten- 
tials to earth of the points b and е are reduced from 
V3 к tor, ТЕ thus comes about that the charge which 
the capacity c. and с, held at a voltage of У 3 Е, is now 
reduced to that which the same capacity can hold at 
a voltage к, and the surplus charge is. left ирбп the lines 
and distributes itself between their three capacities QC;. 
C:, and Cs, across each of which it produces a voltage of 
E toearth. The charge so left upon the lines is a purely 
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static charge, and since there is now no earth connection 
at any point, it can only leak away slowly over insula- 
tors, &c. 

Fig. 4 shows the sequence of events, as just outlined. 
The ordinates represent voltages to earth, and the 
abscissæ times. Curve a shows the voltage to earth of 
the neutral point, and curve B that of the faulty line. 
Until the occurrence of a fault, the voltage of the neutral 
point to earth is zero, owing to the fact that the three 
capacities to earth are the same. Upon the occurrence 
of a dead earth, the voltage of the faulty line at once 
falls to zero, whilst that of the neutral point of the 
system rises to the star voltage. above earth. This is 
shown at « on each of the curves in fig. 4. So long 
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as the earth contact is maintained, the faulty line 
remains at earth’s potential, and the voltage of the 
neutral point rises and falls periodically in the manner 
shown. 

For the reasons already given, it is probable that 
after, at most, a few half periods, the arc will be extin- 
guished, and this will occur at the moment of zero 
current which, the circuit being very reactive, may 
correspond with the moment of maximum voltage to 
earth (point b). 

Were it not for the capacity of the lines to earth, the 
voltage of the neutral point would at once fall to zero, 
whilst that of the faulty line would rise to E, as shown by 
the dotted line 6, c. What actually happens, however, is 
as follows: — 

Up to the moment of rupture, the voltage across the 
capacities с, and с, (fig. 1) is У ЗЕ, and the electrostatic 
charge on each is / 3 E c. Directly the arc is broken 
this voltage falls to E, and, with it, the charge on each 
falls to E c, so that there is a surplus electrostatic charge 
which distributes itself over the system. It is & per- 
fectly steady charge, and it can be shown that its voltage 
to earth is E, t.e., the maximum value of the star 
voltage. This is represented in curve a of fig. 4 by the 
straight line b, d. The svstem being now insulated from 
earth, the charge can only flow away slowly by leakage 
or, in other words, the line б, d will be nearly horizontal. 

Quite independently of this charge, the three lines are 
subjected to the ordinary periodic rise and fall of 
voltage, as shown, for the faulty line, by the dotted curve 
c, d in fig. 4B. This periodic alternating current volt- 
age 18 superposed upon the static voltage of the neutral, 
and gives the curve 5 e of fig. 48, showing a possible rise 
t» 2 E, namely, to twice the star voltage of the system. 

At or about this time the fault will probably break 
down again, the voltage then suddenly falling to zero, 
at f. and the whole cycle of operations repeating 
itself. It must be remembered that each time the 
voltage rise occurs, followed by a discharge, a surge is 
sent along the line in each direction from the fault, and 
this may occur some hundred or more times per second. 
It will be readily understood how.such a bombardment, 
accompanied as it is by voltage rises at various points, 
is the cause of such serious breakdowns to insulators. 
windings, cables, &c. In fact, this phenomenon, the 
** Aussetzende Erdschluss’’ of the Germans or the 
** Arcing Ground ” of the Americans, is held by them 
in greater awe than almost anv other form of fault. In 
this couritry, on the other hand, comparatively little 
has been heard of the trouble, owing undoubtedly to the 
fact that it has long since become the rule to earth the 


neutral point through a resistance so soon as a systern 
reaches апу considerable size—not so much, be it said, 
with the idea of guarding against these voltage rises 
as in order that the well-known advantages of leakage 
protection might be secured. It is often forgotten, in 
fact, that such earthing likewise affords the most com- 
plete protection against these dangerous transient 
voltages, the origin of which has just been described. 


EARTHING THE NEUTRAL POINT AS A PROTECTION AGAINST 
TRANSIENT VOLTAGE RISES. 


Fig. 5 shows the same system as fig. 1, but with a 
resistance R connected between the neutral point and 
earth. On the occurrence of an earth fault, the current 
passing through the fault will be the capacity current 
added to a resistance current equal to E/R. Апу initial 
voltage rise due to the readjustment of potentials, which 
will still take place, is only half what it was in the 
former case, since there is now no reflection at the 
neutral point (2.е., the maximum possible rise із to 
twice the star voltage). 

In this way the steady short-circuit conditions are 
reached with a minimum of disturbance, but the chief 
difference is observable in connection with the breaking 
of the arc. In the first place, the earth is much more 
stable and less liable to sudden quenching. Secondly, 
the lower the value of the earthing resistance the more 
nearly the point of breaking (zero current) will corre- 
spond with that of zero voltage, since the fault current 
will be more nearly in phase with the star voltage of 
the faulty line. For this reason, the static charge left 
on the line at the moment of break is of much lower 
potential and has, moreover. a direct path to earth 
through the resistance, and consequently, will have 
fallen practically to zero by the time the next half wave 
is superposed upon it. 

Fig. 6, which corresponds with fig. 4, shows the 
sequence of events. The earth comes on at a, as before, 
and the arc is extinguished at b. Instead of breaking 
circuit at the point of maximum instantaneous voltage 
(b in fig. 4). the break will occur later in the cycle. 
the lag being greater the lower the ohmic resistance of x. 


Earth comes оа 


Tia. 6. 


In the case shown in fig. 6, the resistance is assumed to 
have such a value that the active (resistance) component 
of the fault current is slightly greater than the reactive 
(capacity) component. Under these circumstances. the 
static charge which is left on the line has a voltage te 
carth represented by с, 5 (curve a), and during the next 
half-cycle this charge will have passed to earth through 
the resistance п. and the voltage to earth will again be 
zero (point d). The curve 5, e (fig. 6 в) shows the rise of 
voltage of the faulty line under these conditions, and! 
made up of the instantaneous phase voltage, superposed 
upon ‘the corresponding value of the neutral point 
voltage (curve b, d of fig. 6 a). It will be noted that the 
maximum value of the voltage to earth cannot in this 
case exceed the star voltage В. | 
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It-was mentioned above that the value assumed for the 
olinic resistance was such that the active component of 
the fault current was slightly greater than its reactive 
cumponent, If the two components were equal, the volt- 
ave rise would still be less than 7 per cent. above the 
маг voltage and the total fault current about 40 per 
cent. greater than that due to capacity alone. 

It must be remembered, moreover, that the earthing 
resistance forms a valuable protection against pressure 
rises due to other causes besides intermittent earths. 
For example, the accumulation of atmospheric charges 
on the line, which are often a source of considerable 
trouble in the case of overhead lines. Again, the danger 
resulting froin any surge, such as that due to a lightning 
discharge in the neighbourhood, is very much reduced 
by earthing the neutral, since there is then no reflection 
at the neutral point such as occurs—with its attendant 
rise of voltage—on an iusulated system. 

The advantages of eurthing through a resistance, as 
opposed to earthing direct, are too well known to need 
repetition. Suffice it here to point out that the danger 
of a surge is a function of the energy which accompanies 
it, so that there is everything to be gained by isolating a 
line whilst it is carrying a definitely limited current, 
instead of the unlimited current which Hows in the case 
of a dead earthed neutral. 

Отнен METHODS or PROTECTION. 

Although, as has been said, the danger of running an 
inportant system with the neutral insulated was long 
ago recognised in this country, in the United States 
it 18 only recently that this has been the case, and in 
Germany the preponderance of insulated systems 1s still 
considerable. It is argued that, in the case of overhead 
lines, earths are of frequent occurrence, and in certain 
cases may be of so transitory a nature that it is often 
unnecessary to isolate the liue. The answer to this 
argument is that it is undoubtedly better practice to 
run twe lines of reduced section, each equipped with 
leakage protection, and either of them capable of carry- 
ing the load under emergency conditions. If the earth 
proves to be only temporary, the circuit can be imme- 
diately reclosed, but if permanent, the line is cut out 
before the earth has had time to develop into a short 
circuit. With an insulated system, on the other hand, 
quite apart from the danger of over-volt: ages, it is im- 
possible to isolate the faulty section until a КО circult 
has developed. 

In the States, more and more systems are continually 
leing earthed, and it is safe to predict that before long 
the Continent of Europe will follow suit. In the case 
of systems which are still run with insulated neutrals, 
two methods are in use for reducing the danger from 
over-pressures. One is the Anierican Arcing Ground 
Suppressor,” by means of which, should one of the three 
phases go to earth, the are is suppressed by that phase 
being automatically connected direct to earth. — The 
danger of this arrangement is that a certain time neces- 
sarily elapses between the occurrence of the fault and 
the automatic grounding of the line. During this 
interval the violent surges of an insulated system are 
being projected along it. In some cases the danger 
period is purposely prolonged by the introduction of a 
mechanism which reopens the earth connection twice or 
even three times in succession, with the idea that if, in 
the meantime, the fault has cleared itself, permanent 
earthing may be unnecessary. 

The other method is by means of the ‘‘ earthing coil," 
due originally to Petersen, which gives plenty of scope 
for mathematical disputation, and has, consequently, 
found a certain amount of favour in Germany. The 
underlying idea is quite simple. It was shown that 
on the occurrence of an earth, a capacity current, 
approximately equal to 3 E о c, flowed through the fault, 
and thfht it was this current which was the cause of the 
trouble. The earthing coil is a choker connected be- 
tween the neutral point and earth* (in the position, in 
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"It has also been proposed, as an alternative, to connect a 


three-phase choker between lines and earth with the same 
object in view. 
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fact, of the earthing resistance R in fig. 5), and ita 
function is to neutralise the leading fault current by an 
equal and opposite lagging current. 

Fig. 7 shows the respective paths of these currents by 
dotted lines. ‘The capacity current is, as has been said, 
approximately equal to 3 E о c, and the lagging current 
due to the earth coil (x c, fig. 7) is approximately E/eL. 
The capacity current leads the star voltage by 90°, and 
the choker eurrent lags behind it by approximately the 

sume angle; so that these two currents are iore or 
less in opposition to one another, and if we make E/oL 
=3 Ec, they will be equal in magnitude also, so that 
there will be no current flowing through the fault This 
condition will be fulfilled if 3 9 c-1/er. As a matter 
of fact, it is not possible entirely to neutralise the 
capacity current, since there is, necessarily, a certain 
amount of self-induction in the capacity circuit and of 
resistance in both circuits. but the fault current can 
usually be reduced to some 10 per cent. or 15 per cent. 
of its original value. 

Attractive, and apparently simple, as this proposal 
may seem at first sight, there are several verv serious 
objections to it. First, it will be noted that the 
relation 3 » с=1/ © т, is the condition for resonance at 
the frequency of the svstem,: which is anything but a 
state of affairs to be sought after. 

In order to avoid resonance (which has the effect of 
raising the voltage of the neutral point and with it that 
of the rest of the system to an indefimite value above 
earth) it has been suggested to give the choker a 


Fic. 7 


saturated core so that with any considerable rise of volt- 
age the value of L is reduced, and so the relation 


Зо с=1/ от, necessary for resonance, no longer holds 
good. It must not be for gotten, however, that even if 


this is the case for the fundamental frequency, it may 
still resonate at the frequency of one of the harmonics. 
For example, if owing to the saturation of the core, the 
self-induction falls to one-ninth of its normal value, 
resonance will have been established with the triple har- 
monic. Moreover, with a saturated core, a compara- 
tively sinall drop in the working voltage (such as is more 
than likely to occur simultaneously with a fault) will 
throw the earthing coil out of tune and thus render it 
useless for protective purposes. , In fact, satisfactory 
functioning and freedom from resonance may be said 
to be mutually antagonistic attributes of the earthing 
coil. 

Another serious objection to its use lies in the neces- 
sitv of re-tuning it whenever there is any change in the 
capacity of the | system which it controls—for example. 
if a branch circuit is cut in or out, the self-induction of 
the coil must be correspondingly altered. On a compli- 
cated system such tuning is practically impossible, and 
vet until it has heen done the line is without protection. 


Even on a simple svstem, if a branch is automatically 


isolated owing to the occurrence of a fault, it will be 
some time before the earthing coil can be re-tuned, and 
the system is without protection just at the moment 
when a further earth is particularly likely to occur. 
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CoNCLUSIONS. 


From what has been said it seems that the following 
conclusions may be drawn :— 

1. Three-phase systems with insulated neutrals are 
dangerous owing to their liability to transient voltage 
rises due to intermittent earths. 

2. The connection of the neutral point of а three- 
phase system direct to earth is inadvisable owing to the 
unlimited current which may flow in the event of an 
earth fault. 

3. Earthing the neutral point through a resistance 


affords complete protection against voltage rises due to 
intermittent earths. It is valuable in suppressing rises 
due to all other causes, limits the current in the event 
of an earth fault, and, moreover, enables advantage to 
be taken of leakage tripping. 

4. The earthing choker is valueless on complicated 
systems, always involves a serious risk of resonance, 
offers no advantages over the earthing resistance as a 
means of suppressing intermittent earths, and is useless 
as a protection against voltage rises due to any other 
causes, | 


THE LEAD-HYDRATE STORAGE BATTERY. 


To write of a new lead accumulator requires some 
courage. In the course of our long experience we have 
seen so many new lead cells, and have listened to the 
rhapsodies of so many inventors, that our first impulse 
on hearing of another is to put on our most sceptical 
armour and to harden our heart, and we have no doubt 
that many of our readers on seeing the heading of this 
article will smile sardonically. 

But no one will aver that the development of the lead 
cell has attained finality, and for long years we have 


accuracy, and are ready to supply full details to any- 
one interested in the subject. 

Were these astounding claims put forward by an un- 
known inventor with a magic box of mystery, we should 
decline to publish them unless and until we were fur- 
nished with positive proofs of their substantiation. 
Even now, we quote them not аз our own but as the 
maker's statements. We do so, however, with some conti- 
dence, after making as full investigations into the 
matter as has been possible, and we have no doubt that 
the makers will be pleased to afford opportunities for 
tlrose who are interested to verify the facts for them- 
selves. 

The lead-hydrate battery is made by Messrs. Siebe, 
txorman & Co., Ltd., of London, a firm that has à 
world-wide reputation in connection with diving and 
breathing apparatus, but has not hitherto been engaged 
in the electrical industry, except in a limited degree in 
connection with submarine telephony. The directors of 
the company are Sir A. Trevor Dawson, Bart., Messrs. 
Vincent C. Vickers, Hugh Trevor Dawson, L. I. Garman, 
and R. H. Davis (managing). Sir Trevor Dawson and 
Mr. V. C. Vickers are directors of Messrs. Vickers, Ltd. 
It will be seen, therefore, that, the lead-hydrate battery 
is launched in this country under the aegis of most sub- 
stantial parents and god-parents, whose word will not 
lightly be questioned. | 

The battery, however. is not new. It has, in fact, 


been manufactured on a large and increasing scale їп 


LEAD- 
HYDRATE PLATE FOR STATIONARY 
Batrery, 12” x 12" x 4”. 


Fic. 1.—CoMPARISON BETWEEN Fig. 9.—STANDARD 
ORDINARY CELL (LEFT) AND 


LEAD-HYDRATE 'l'HICK-PLATE 


CELL. 


looked forward to the day when a foolproof battery 
would be produced. We are assured that that hope has 
at last been fulfilled. 

A battery has been placed on the market, invented by 
an Englishman, and made in London workshops, for 
which the following extraordinary claims are made: — 

‘Tt has 300 to 800 per cent. GREATER CAPACITY than 
any other battery has hitherto attained. 

' [ts greatest superiority is attained at the HIGHEST 
discharge rates. 

‘“ It is indestructible as a battery. 

** It is rechargeable in 15 minutes. 

с It CANNOT SULPHATE. 

* It has а very much longer life than any other 

battery. 
Tt possesses such chemical purity that no ‘local 
action’ takes place, consequently any lead hydrate bat- 
tery may be left for a period of years, in any state of 
charge or discharge, without the slightest change or 
deterioration. 

* It is Nor NEW. Lead hydrate batteries were first 
manufactured in England in 1910. The very recent de- 
mand for a high-capacity battery, with high discharge 
rating, of light weight and the utmost compactness, for 
automobile starting and lighting, has resulted in 
developing this battery to its present high efficiency." 

Those are, word for word, the claims made by the 
makers, who invite the fullest possible inquiry into their 
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3.—STANDARD 
HYDRATE PLATE FOR ELECTRIC 
VEHICLE BATTERY. 


Fia. 
Fia. 4 —PLATE ron SUBMARINE 
BATTERY, 24” x 12" x 4’. 


Canada for the past four years; a company incorporated 
with a capital of $1,000,000 is handling it in the 
Dominion, and one with ten times that capital is about 
to commence operations in the United States. These 
companies are under common control, and will retain 
the patent rights for the countries named ; the British 
company has the rest of the world rights. The first lead- 
hydrate batteries were made in this country in 1910 on 


ГА 


eg a SS PS SSS DE SS I SL иннә 


Yol 90. No. 2313, Maron 24, 1922] THE ELECTRICAL REVIEW. 


408 


a modest scale by the inventor, who served as an ofhcer 
in the British Navy during the war, and afterwards 
commenced the manufacture of lead-hydrate starting 
and lighting batteries for motor-cars in Winnipeg, with 
unmediate suecess. He returned to this country, there- 
fore, not as the inventor of an untried novelty, but as 
the founder of a new industry with a device of proved 
merit. 

In external appearance the lead-hydrate battery differs 
little from an ordinary lead battery ; the same grids can 
be successfully used, though they are not so suitable as 
the special types that have been evolved. There are, 


however, differences in detail of fundamental import- : 


ance. From the accompanying illustrations it will be seen 
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that the plates аге very much thicker than those of the 
batteries with which we are familiar ; the density of the 
eletrolyte (dilute sulphurie acid) is much greater 
(specific gravity 1.340 to 1.350) than is customary in 
this country. The plates, which are of the pasted type, 
are put into stock fully formed, and are therefore cap- 
able of yielding a discharge directly they are put in the 
acid, at a pressure over 2 volts per cell, a prolonged 
initial charge being entirely unnecessary. 

A peculiarity of the hydrate paste which gives to these 
cells one of their most valuable properties is that its 
volume does not vary under any conditions of charge or 
discharge ; consequently, we are informed, the plates are 
entirely free from buckling and from shedding of active 
material, and remain unaltered for years. Further, 
sulphation does not occur, owing to the chemical purity 
of the lead hydrate, a quality which cannot be ensured 
with red lead and litharge. ^ Hence lead-hydrate bat- 
teries not only do not require periodical charging and 
discharging when out of use—they can be left in any 


I hovur 


Fic. 6.—TypicaL CHARGE AND DISCHARGE CURVES OF Lean- 
HYDRATE CELL. 


condition, charged or discharged, for a period of years 
without attention, a proceeding which would spell 
speedy ruin in the case of a battery made on the custo- 
mary lines. 


It is stated, again, that the whole of the filling is | 


active material, so that the plates have a very high capa- 


, 


city, besides a low internal resistance, while the lead 
hydrate is very porous, enabling the electrolyte to bathe 
it freely. Two important results follow: that the cells 
can be charged at a phenomenal rate, and discharged as 
quickly, without injury. It is stated that all lead- 
hydrate batteries can be charged in 15 minutes without 
deterioration. High capacity and high discharge rate 
being secured without necessitating a large plate sur- 
face, the lead-hydrate cell can be made with faw plates, 
of thick cross-section, instead of the many thin plates 
ordinarily used for rapid discharges. This is illus- 


Fic. 7.—Srationary LIGHTING CELL. 

trated in fig. 1, p. 402. The thicker the plates, the more 
durable they are. In the cases illustrated, the ordinary 
cell has seven positive plates with a volume of 17.5 cu. 
in. and a surface of 370 sq. in. ; the hydrate battery has 
four positives with a volume of 33.6 cu. in. and a sur- 
face of 211 sq. in., but the latter, it is stated, has the 
greater capac ity and the higher discharge rate. Thick 
positives, in fact, are characteristic of the lead- hydrate 
battery. 

Owing to the '' rugged " nature of the lead-hydrate 
plates, the charging instructions are exceedingly simple. 
They read as follows: —'* Charge at any convenient rate 
until the cells gas freely. Continue the charge for five 
or ten minutes a£ a normal rate, and see that every cell 
is gassing freely. That’s all." 

The ‘‘normal’’ rate is 10 per cent. of the battery's 
capacity in ampere hours—that is, the normal rate for 
a battery of 300 Ah capacity would be 30 amperes. The 
capability of storing 90 per cent. of the full charge in 
10 minutes is an exceedingly valuable property, especi- 
ally in the ease of electric vehicle batteries. We are 
assured that instead of being limited to a 50-mile radius 
as at present, vehicles propelled with lead-hydrate bat- 
teries of equal weight will have a radius of 300 miles. 
The importance of this is obvious. For starting petrol. 


Fig. 8.- -AUTOMOBILE STARTING AND Ілонтіха BATTERY. 


cars the battery is equally well adapted—in fact, not 
content with spinning the engine, the starting battery 
сап be used to drive a petrol vehicle for a mile or two !— 
but this, of course, is a tour de force which is not recom- 
mended, as it may damage the starting gear. 
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Lead-hydrate starter batteries are available now in 
complete units or in parts, and in sizes suitable for all 
the standard British and American cars. 
purposely made of similar weight and capacity to ordi- 
nary batteries, because a high-capacity battery when 
run down would never be fully charged again on the car, 
and thus a large proportion of its capacity would be idle. 
А 12-volt battery for a Rolls-Royce, for example, weighs 
74 lb. and has a capacity of 72 Ah, corresponding to 
about 12 watt-hours per lb. of complete cell. Batteries 
are also made for electric trucks and vehicles, locomo- 
tives, and submarines. In figs. 9 and 6 we give some 
typical charge and discharge curves, and the adjoining 
test data are characteristic of a submarine battery of the 
heaviest type, consisting of cells each containing 3l 
plates (positives 24 in. hy 12 in. by 4 in.) and weighing, 
complete with connector bars, acid, &e.. 900 lb. It will 
be noticed that the watt-hour output per lb. of complete 
cell exceeds 27 at the 12-hour rate. For railway locomo- 
tives, a battery weighing 90 tons would have a capacity 
of 6,000 kWh, which represents an output of about 30 
watt-hours per lb. We understand, however, that the 
figures given above are far from representing the capa- 


They аге 


Ampere Efficiency. Average Initial Voltage 
Hour. hour Ampere Ampere- Watt- cell volte on at end of 
rate. capacity. ouvput. hour. hour. voltage. charge. charge. disch. 
1 6280 6280 85% 61% 1.89 2.6 2.85 1.65 
2 7963 39814 87% 66% 2.02 2.53 2.84 1.74 
4 9954 24834 93% 745 2.03 241 282 1.76 
8 11513 1439 95% 76% 2.06 2.2 2.72 1.82 
12 1550 9874 95% TIZ 2.06 2.18 261 1.84 


cities which can readily be obtained with lead-hydrate 
cells. Standard plates are shown in figs. 2, 3, and 4, a 
cell for,stationary lighting in fig. 7, and a motor start- 
ing and lighting battery in fig. &. 

Verification of the claims made by the makers and 
quoted on an earlier page would, of course, occupy a 
long time, some of them involving periods of years, and 
consequently we take no responsibility for thein; at our 
request, however, the ability of the lead-hydrate plates 
to withstand charging and discharging at excessive 
rates was demonstrated at the makers’ works. After 
charging for nearly a quarter of an hour at over 100 
times the normal rate, and discharging at a rate com- 
mencing at 500 times the normal charging rate, the 
plates tested, both positive and negative, showed no sign 
of injury of any kind. Lead-hydrate cells are now in 
the hands of the National Physical Laboratory for test. 


ELECTRICAL AFFAIRS 


Impressions of Kenya 


By 


EnEcTRICAL undertakings are very scarce in Kenya 
Colony, and, emprimis, the writer ventures to issue а 
warning, with all the emphasis at his command, against 
anyone from Home, be he old or young, going out to 
this colony ''on spec." Personal experience on the 
spot, coupled with the knowledge that unemployment at 
home is at present very serious, prompts this advice. 

The country is very little developed, and is sparsely 
populated 
Kiswahili, the language, is absolutely essential; there 
are really no manufactures, and no industries which call 
for experienced practical electrical men. Most of the 
skilled workmen, such as fitters, wiremen, electricians, 
carpenters, &c., are Indians, and no Europeans what- 
ever are employed in practical or manual work, but only 
in executive or managerial positions. 

Mombasa, which, with Kilindini, forms the chief 
port, possesses a small d.c. power station, containing 
two 50-kW generators, -belt-driven from two Garrett 
80-h.p. engines of the locomobile type. 

It was originally owned and operated by a private 
company, the controlling interest in which was held by 
Mr. T. Powiss Cobb, but the plant is at present operated 
by Government, by reason of its not being standard 
apparatus as called for by the present Electric Ordi- 
nance; presumably the Mombasa Electric Light and 
Power Co., Ltd., was not prepared to go to the expense 
of installing alternators and scrapping the existing 
plant. If a supplier of electricity for public purposes 
discontinues such supply, the Governor may take over 
the job, and that apparently happened in this case. 

At the time when this plant came under the writer's 
observation there was a third small vertical engine, 
which was not used; and it is understood that the 
B.T.H. Co. is installing new apparatus which i 1s not yet 
in commission. 

The fuel was wood, cut up into suitable lengths, and 
the plant was only run from sundown to midnight, when 
the fires were allowed to die out. The daily expansion 
and contraction of the boilers caused grievous trouble 
with the tubes, which leaked where thev were expanded 
in the plates at the furnace ends, tendering necessary 
the daily re-expanding of these tubes, Even then it 
was difficult to keep steam on the peak load, with the 
inevitable result that the voltage went down ; conse- 
quently the public and private lighting sometimes 
looked extremely anemic. There was no power load. 


with European settlers; a knowledge of . 
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IN EAST AFRICA. 


Colony. 


R. T. MAWDESLEY. 


From Mombasa the Uganda” Railway runs to Nairobi 
and the East African Highlands, and thence to the 
terminus, Kisumu, on Victoriu Nyanza. It has brought 
civilisation to the villages on its route, to a certain ex- 
tent, but a few miles on either side of the single track 
brings one to primeval conditions; and even from the 
train itself one can see an abundance of '' game.’’ 

At Nairobi itself, where the Government offices, rail- 
way headquarters, and all important commercial houses 
are situated, there 1s a more pretentious display of elec- 
trical work. When, during the construction of the 
‘ Uganda’’ railway, the railhead reached the spot 
where Nairobi now stands, it was decided to establish 
the railway workshops there; and from these small be- 
ginnings there gradually grew into existence the modern 
town. 

At that time—16 or 17 years ago—elephants roamed 
where Government House now stands; and the engi- 
peers had sport which was unique and unrivalled. 

Some description of the Nairobi electrical under- 
taking will now be attempted, but it pretends to be 
nothing more than a bare outline of what has been 
done in the wilds of Africa, where the pieces of 
machinery had to be transported for miles over country 
without “© made " roads, and where there was an ever- 
present danger in the camps from carnivorous beasts, 
venomous snakes, and deadly diseases. 

Soon after the railway’s advent, a concession to 
supply electricity to Nairobi and district was obtained, 
and a company was formed in England to carry out the 
work, with the right to build a hydro-electric power 
station on the Ruiru River at some falls about 20 miles 
from Nairobi—provided only that a pre-determined 
fixed charge should be made to consumers (actually half 
a rupee, or eightpence at that time) for lighting; and 
that all water used should be returned to the river. 

Three turbines of the Francis double-flow type were 
primarily installed, each directly connected to a 10,000- 
V. 50-cycle, 3-phase alternator of 120 kW, running at 
500 r.p.m.  Messrs.Burstall & Monkhouse were the con- 
sulting engineers, and it was to their design and lay- 
out that all plant was put down. including the later 
steam station in Nairobi proper. Energy is transmitted 
over a single line to a terminal station in Nairobi, where 


. the pressure is reduced to 2,500 V; and thence it is 
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*A misnomer, because this railway does not reach Uganda 
at all. 
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distributed to transformers placed in kiosks in the 
streets at points near the centre of gravity of the load. 

The formation of the land at Ruiru is such that little 
or no conservation of water is possible, and although a 
concrete dam has been constructed across the river above 
the power station to increase the static head on the tur- 
lines, only the actual water flowing in the river, or very 
little more, is available to develop electric power. After 
tie station had been in operation for a few years, severe 
drought descended upon the land, which placed the com- 
pany in a serious predicament, particularly in 1916 and 
1917, because of its inability, through shortage of water 
in these dry seasons, to run more than two, and some- 
times only one, of the generators installed. Connections 
to ће mains had increased so rapidly that on peak loads 
all three generators were required: and so it became 
necessary to install some steam plant as a stand-by. 

One constant-speed locomobile-tvpe Garrett engine of 
200-V h.p. was first installed in Nairobi proper, belt- 
driving à 120-kW alternator generating at 2,500-V, con- 
nected to the l.p. side of the transformers in the receiv- 
ing station at Nairobi. Two similar sets were subse- 
quently installed, thus duplicating the Ruiru installation. 

In passing, it is difficult to understand why constant- 
speed engines were installed, because of the impossibility, 
vithout throttling, of adjusting the load on tlie alterna- 
tors when running in parallel, and the difficulty of syn- 
chronising. 

It was thought, at the beginning, that the three water- 
driven turbines at Ruiru could supply the whole energy 
required, and, as a consequence, no arrangements were 
made at either end of the transmission line for putting 
the two stations in parallel. 

Üi-pressure governors were originally installed on 
the turbines at Ruiru, but proved unsatisfactory, and 
were subsequently scrapped. The turbines are at pre- 
ent hand-regulated quite satisfactorily, and at first it 
was thought impracticable, if not impossible, to operate 
the two stations in parallel, owing to the fact that the 
barrett engines had extremely sensitive governors. 
Eventually, however, potential transformers were con- 
nected to the bus-bars at either end, and an attempt was 
made experimentally to synchronise the two stations, 
with the object of obviating any cessation of supply 
when the steam plant took over a portion, or all, of the 
load. The results exceeded expectations, and although 
the hydraulic plant is still hand-operated, the two sta- 
tions are running in parallel quite satisfactorily; fur- 
ther, the power factor at Ruiru can be materially im- 
proved by the over-excitation of the steam-driven 
yenerators at Nairobi and the transmission-line losses 
decreased. 

The chief engineer and manager is Mr. Chas. Udall, 
A.M.Inst.E.E., under whom the undertaking has de- 
veloped from a comparatively small beginning to its 
present proportions. 

This gentleman some few months ago made an appli- 
cation to the Governor in Council for permission to 
purchase outright the present company as it stands—in 
accordance with the terms of the Electric Ordinance; 
lut, as usual in such cases, the Nairobi municipal 
authorities put forward the standard objection and a 
plea for compulsory purchase, and the matter remains 
in abeyance. Mr. Udall’s object was to form a new 
company with local capital, and to develop other falls 
onthe Thika River about 35 miles from Nairobi; but 
this enterprise is, as stated, held up in the meantime. 

The only other plant supplying energy for public pur- 
poses is owned bv the Thika Sisal Co., Ltd.. and is 
"tuated on the Thika River some 36 or 38 miles from 
Nairobi. It consists of one 500-kW alternator, driven 
by a submerged turbine with a 25-ft. head of water. 
Current is generated at 500 volts, 50 cycles, and is 
transformed up to 10,000 V for transmission to the 
“isa Co.'s own factory, and also to two or three other 
Sisal companies, which purchase energy in bulk. The 
pressure is stepped down at each factory to 190 V and 
^i V for use in decorticating and baling sisal, pump- 
ing. ke. (Sisal is a cactus-like plant, the fibres of which 


are used for making twine, rope, &c.). There are a 
few other privately-owned plants, steam driven, and 
used for sisal manufacture, and scattered about the 
country districts аге a few individual house-lighting 
sets of the ‘‘ Delco " type, or driven by small Petter 
engines, but these call for no remark. 

Some years ago the Governinent, foreseeing the need 
for some standardisation regarding the generation, &c., 
of electricity, appointed the first Government electrical 
engineer, who was attached to the Public Works Depart- 
ment. This officer was Mr. James McBlain, B.Sc., who 
will be remembered in East Africa by reason of his 
having prepared, and drawn up in legal form, the 
monumental work known as ‘‘ The Electric Ordinance 
of the East African Protectorate’’ (as it was then). 
This is an achievement of which any man might be 
proud, forming, as it does, a concise and lucid Bill, 
which provides for (1) the generation, transmission, de- 
livery, sale, and use of electrical energy; (2) the making 
and enforcing of regulations appertaining to and 
governing such purposes; and (3) the provision and 
enforcing of penalties for contravention of the Ordi- 
nance, er of the regulations made under it. 

It must of necessity be some years before the Bill 
can apply even to the few existing undertakings, as a 
considerable amount of alteration and new work must 
be done on the largest schemes (7.e., Nairobi) as regards 
distribution, pressure for lighting and power, &c., but 
the Government 18 to be congratulated on having an 
Ordinance in operation, which is not only a guide for 
future installations, but stands as a lasting testimonial 
to the ability of the first Government Electrical Engineer. 

Shortly after the Bill became law, Mr. McBlain re- 
signed, and when this oecurred one thought his qualified 
assistant was very well able to ‘‘ carry on”; but the 
Government thought otherwise, and another highly- 
qualified official was appointed, so that there are now 
two electrical engineers employed by the Kenya Govern- 
ment to do the work connected with the few schemes 
outlined above. | 

In “ German ”? East Africa, now known as Tangan- 
yika Territory, Dar-es-Salaain is the only town possess- 
ing a-public supply, except a very small one at Tanga. 
The Dar-es-Salaam plant is d.c., driven by Wolff loco- 
inobile-type engines. There was a battery of accuinula- 
tors before the war, but that, together with most of the 
street-lighting standards, was destroyed during the cam- 
paign. The plant was operated by R.E.’s, while G.H.Q. 
was at Dar-es-Salaam, and was subsequently taken over 
by the Public Works Department. 

There was a wireless station here during the war, and 
there is one of large capacity on Mombasa Island in 
operation now. 

The writer would draw attention to the great possi- 
bilities in front of any development of the numerous 
water-falls in Kenya Colony, which apparently have not 
come under the eyes of engineers or investors, possibly 
һу reason of the prevailing scarcity of capital. The 
writer knows of the existence of more than one fall 
жі 50 miles of Nairobi which would afford a good 
return on capital outlay, because there is at the moment 
a demand for energy which the Nairobi Co. finds it quite 
impossible to meet. 

The Home manufacturers of electrical apparatus are 
barely represented, but the B: T. H. Co. has a branch office 
at Mombasa, and the British General Electric Co.. Ltd. 
(of South Africa), an agency in Nairobi. America is 
represented by Childs & Joseph in Nairobi, who deal 
with the American “G. E.” material. 

There are great possibilities for electrical enterprise 
in East Africa, but it suffers from lack of capital. The 
rupee, originally valued at one shilling and fourpence, 
has recently been stabilised at two shillings: conse- 
quently investors are shy at losing 30 per cent. of the 
sterling value of their outlay at the start. The cost of 
native labour and the prices of local commodities have 
not gone down pro rata, and it is unlikely that much 
will be done until prices have steadied down and values 
become self-adjusted. 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars oy new or improved devices and apparatus, which will be published 


if considered of sufficient interest, 


- 


The ‘“‘ Tea-time " Electric Fire. 


Fig. 1 illustrates a new type of fire being manufactured by 
ELkEcrRIC Fires, Lro., King Street, Norwich. It consists of 
an upright fire with a loading of 2 kW in two equal bars. 
On the top is a flat boiling portion with a loading of 1 kW. 
The connections to a 2-way switch are such that no more than 
2 kW can be put into circuit at one time. The fire is con- 
structed of steel plate, finished in stove-black enamel, with 
polished nickel facings. 


The ''Surflex " Wiring System. 


We have received from the L. M. WATERHOUSE ELECTRIC 
Co., 19, Rathbone Place, Oxford Street, W.1, particulars of a 
new wiring systern designed and patented by Mr. L. M. Water- 
house, who was formerly managing director of Simplex Con- 
duits, Ltd. This, the ''Surflex," system is applicable to 
either metal-sheathed or solid rubber-covered cables of vari- 
ous shapes and sizes. The system naturally has much in 
common with other wiring systems, but there are one or two 
points which are claimed to make for cheapness without 
sacrifice of efficiency and to which attention may be drawn. 
The main feature of the '' Surflex " system is the universal 


Fic. 1.—Tukg “ TEA-TIME ”’ 
ELECTRIC FIRE, 


fitting, which, in the case of metal-sheathed cables, is of metal, 
and for rubber-covered cables of insulating material. The 
fitting is in two parts—a circular base plate with two screws for 
fixing and a central screwed stud and a pressure plate which 
is kept in position by a nut after being slipped over the stud 
in the base-plate. The metal pressure plate has a domed 
centre in which are four quadrant-shaped perforations form- 
ing outlets for the circuit wires. The insulating pressure 
plate is flat and has four circular openings. The same fitting 
ig used for making connections, joints, or in mounting acces- 
sories. Thus it is possible with one type of fitting to arrange 
for all connection points :—switches, ceiling roses, wall sockets, 
and other lighting points. Other accessories of the system in- 
clude simple fittings for suspending and fixing cables, bv 
means of lead or tinned-brass strip; wood and hard fibre 
covering boxes; and bonding clamps. In wiring with this 
system, the base-plate of the universal fitting is first se- 
cured in position on wall or ceiling. The circuit wires are 
fixed in close proximity to the fitting by means of the brass 
suspenders, and they are then bent at a right angle so as 
to just overlap the edge of the plate, and the pressure plate 
is slipped over the ends and the central stud, being secured 
in position bv the nut. Then, the covering box, having been 
drilled according to the number of wires, is also slipped over 
the stud and is secured by à circular nut (see fig. 2). In the 
case of connections, these are effected with the usual types 
of porcelain connectors, which are placed in a position out- 
side the pressure plate but enclosed by the cover-box, as 
shown in fig. 3. 


An Electric Transporter for Barrels. 


Messrs. ELDER, Dempster & Co. Lrp., the well-known 
shipping firm. are well to the front with electrical dock 
machinery. The latest thing which they have introduced is 
a new tyne of barrel transporter, made bv the ROADCRAFT 
Lrp., Cheapside, Liverpool. This machine is designed to lift a 
load of one ton, and its main feature is simplicity of control. 
The transporter is shown in fig. 4. 


Fic. 3.—TuHe ‘‘ SunrLEx " SYSTEM. 


It is capable of dealing with heavy barrels and hogsheads of 
imported produce weighing up to one ton, and is controlled 
in all its operations by one man. The gripping attachment is 
opened by the driver when the carriage is 1n its highest 
position, and by the operation of a change-over switch the 
carriage is lowered to the height of the barrel. By the 
next operation the driver releases two heavy arms which 
engage themselves in the chime ends. After that the con- 
troller is reversed to the elevating side and the arms take 
the entire weight of the cask. The travelling carriage is 
automatically set to stop at a given point by means of a 
limit switch, so that when the barrel is lifted quite clear of the 
ground the driver may immediately start running the wa- 
chine. 

The 36-V battery has an output of 413 A, at a 5-hour rate 
of discharge. ‘The double-pole change-over switch which 
controls the hoisting and lowermg operations automatically 
replaces itself in a neutral position. The driving controller 
is on the left of the driver, and operates forward and reverse 
gears. 

The distance which electric dock transporters are required 
to traverse is not very great, perhaps 400 or 500 yards, = 
that a truck with the battery capacity of the new " Road- 
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Fic. 2.—TuHe '' Surrirx " System. CEILING ROSE. 


CONNECTOR Box. 


craft " model, which can run 50 or 60 miles on one charge. 
is able to be operated very advantageously. The elevating 
attachment is removable, and in its place may be arranged 
a platform, suitable for carrying general merchandise up to 
30 cwt. By a second attachment the machine can be used 


Ес. 4.—An ErrcrgnIC BARREL TRANSPORTER. 


for stacking goods. The cost of running the machine as 
barrel transporter is about twopence per ton-mile. 

The truck is strongly constructed and has the driving 
motor underneath the heavy steel chassis frame. The ele 
vating motor is of special design, and is connected through 
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a series of gears. The power is transmitted through а worm 
which is fitted to the bottom of the screw, the latter bei 
mounted on double-thrust balt bearings. and self-algning 
bearings. Should the controller be left in. the full-on posi- 
uon, after the power has been switched off and the brake 
applied, it is impossible for the truck to be restarted until 
the controller is set at neutral, This is achieved. by two colls, 
{пей to the switch, which are excited and bold a small! 
luking attachment. As the trucks are in charge of unskilled 
drivers, the driver s arrangements are simplicity itself. Road- 
eft, Lid., is now working on a model, which, in addition 
to the barrel-transporting gear, will have a platform ò ft. 
bin. x 3 ft 4 in., beneath which batteries will be stored. 
The platform will hold 30 ewt., and this model will have a 
haulage capacity of froin 3 to 4 tons. 


LEGAL. 


WIRELESS PATENT CLAIMS. 


Ox Monday last the Royal Commission on Awards to Inventors: 


continued the hearing of these clalins. According to the Daily 
[ecgraph report it was pointed. out by the Chairman (Mr. 
Justice Sargant) that the comnussion would have to make a 
rough approximation to the value of the Lodge Muirhead 
patent ш relation to other. patents. ‘Lhe Attorney-General, 
preenting the case for the Crown, said that the Admiralty 
nad paid the Marconi Co. £257,000, of which £77,000 was in 
respect of thirteen strategic stations. Ile contended that the 
baance of £150,000 liquidated the claim now before the com- 
misson. Mr. Hunter Gray, K.C., for the Marconi Co., said 
that i£ the commission meant to take into account the amount 
aready paid the company would not submit to arbitration. 
It was only prepared to discuss the question of what was 
due on Installatious in respect of which no royalty had been 
paid. 

the CHAIRMAN said the commission had come to the con- 
clusion that what had been referred to 16 for decision was 
the amount to be paid by the Admiralty for the use of the 
patent in the whole of the installations, whether rovalty had 
been paid in respect of them or not. That would be a pre- 
liminary step to ascertaining the amount finally due. 

Mr. HUNteR GkAY then asked, says our Contemporary, for 
an adjournment to enable him to consider the legal position, 
remarking that 16 Was a very serious matter for the Marconi 
Co. 

The commission granted the application for an adjournment. 
Mr. Hunter Grav stated that in the event of some agreement 
with the Admiralty he proposed to call Mr. Marconi as a 
Witness. 


RATCLIFFE vr. SHARD. 


Мк. Pottock, High Court Official Referee, on Mareh 21st, 
heard an action in which Mr. George Frederick Ratcliff, elec- 
trial engineer, of 42, Upper Baker Street, London, sued Mr. 
W. J. Shard, of Warfields Hill, Bracknell, Bucks, for £350, 
halance of charges amounting to £565 for work and labour 
done, and materials supplied, in connection with an electri- 
el mstallation at the defendant's house. 

The defendant admitted having employed. the plaintiff. but 
«uid it was, infer alia, an expressed or naplied term of the em- 
Hament that the work should be well and efficiently done, and 
thet the prices. should be fair and reasonable, but рашы, 
in breach of this verbal agreement, had failed to do the work 
properly and had charged unreasonably. He counter-claimed 
#2, the value of certain fittings which had been removed 
from his London house and not accounted for. and £63 for 
money alleged to have been paid to make good and com- 
Pete certain alleged defective work. | 

Che plaintiff's case, as stated by his counsel, and disclosed 
Y his evidence, was that having done a great deal of work 
for the defendant extending over a period of over 20 vears, he 
Was asked in January, 1916, to carry out the installation in 
respect of which claim was now made. The work occupied 
from January, 1916, to January, 1817, when owing to the war 
conditions it was very difficult to obtain labour or materials, 
‘hich accounted for the higher charges. — Defendant was 
^ne of plaintiff's first customers and had never entered into 
‘nv formal contract with him. There had never previously 
heen any dispute, and in this case it was left to him to do 
what he thought proper. The installation in the house. plain- 
tit said, was very old and much of it had to be renewed. He 
was not told to nut in an entirely new installation, which 
would have cost about £1.000, but to make as much use of the 
^il as possible, and the work was made more difticult heeause 
the house was full of furniture and he had to keep the licht 
eang, Не experienced great difficultv in getting materials 
ind obtaining delivery. Some he pot from the Simovlex Co., 
nd the cable he got from the Tndia Rubber Co.. of Silver- 
mn. Tn censequence of the difficulties in getting materials 
his private business suffered considerably, and in order. to 
CUTY out this job he had to sacrifice other customers. ALL the 
"rincipal fittings were removed frem defendant's London 
ZI 
_ In the eeurse of his eross-examination, the plaintiff said 
that the old electric lighting was working satisfactorily, but 


407 


- Ld 


he had to put in new work in consequence of an increase in 
the number of lights. According to the tests he made he did 
not think there was any danger of fire апа he did not tell the 
defendant that there was. Jle denied having told defendant 
that it would be a £400 job, and he did not regard £600 for a 
house like defendant's as too much. 

The men who had done the work were called to give evi- 
dence as to its efficiency and the time occupied by 16, the 
foreman stating that the usual precautions were taken to 
prevent fire in accordance with the tire office rules. 

The Official Referee, in the result, expressed an opinion 
that plaintiffs charges were excessive, and gave judgment 
for him for £104 and for the defendant for £10 oy the coun- 
ter-claim for lamps taken ахау by plaintiff. He gave pluin- 
tiff costs on the High Court scale. 


PARLIAMENTARY NOTES. 


THE ENGINEERING Lock-ovT.—On Monday the adjournment of 
the House having been moved, Mr. J. R. CLYNES called atten- 
поп to the situation caused by the lock-out in the engineering 
trade, and discussed the issue involved from the standpoint 
of Labour. Mr. Hopkinson was among the later speakers, 
and, as one Who was not a member of the Employers’ Federa- 
uon, he criticised the clans put forward by that body re- 
garding management functions. Later the Minister of 
Labour took part im the debate and justified the Government 
policy of non-intervention While ballots were still proceeding. 
Sir Allan Smith spoke on behalf of the federated employers, 
repudiating the suggestion that they were trying to smash 
the Unions. 1hey hoped that. the Unions would become in- 
finitely stronger. They objected to the action of the men 
who were trying to undermine the Trade Union principle and 
destroy discipline within the Unions. - The employers and the 
men's representatives had settled the question of managerial 
control, but the ballot was against the agreement, and the 
auplevers found that.they were up against a fundamental 
principle on which the whole relations between employers and 
workpeople were based. The House having been addressed 
by Mr. A. Henderson, the Speaker put the motion * that the 
House do now adjourn,” but it was rejected by a majority of 
582—290 for and 162 against. 

Sir Allan Smith's speech contained a statement to the effect 
that if the emplovers’ right to manage their factories were 
admitted by the unions the employers would be prepared to 
confer with the unions as to the manner in which the mana- 
genial functions were to operate. This statement was 
followed on Tuesday by lengthy meetings of the organisations, 
Which are watching over the union interests, and it is re- 
ported that these organisations were seeking a basis on which 
such a conference might be held. On. Wednesday Messrs. 
Henderson, Clynes and R. B. Walker had a long conversation 
with Sir Allan Smith regarding his House of Commons state- 
ment. 

Electricity Orders Approved.—The following Special Orde: 
made by the Electricity Commissioners under the Electricity 
(Supply) Acts, 1882 to 1919, and confirmed by the Minister 
of Transport, were approved, on March 15th, by the House 
of Lords: Wigston Magna: Cheadle and Gatlev; Havward's 
Heath and Cuckfield: Johnstone (Renfrew); Milngavie 
(Dumbarton): Bromyard and Kington: Preston; and an 
Order amending certain Provisional Orders granted to the 
Electrical Distribution of Yorkshire, Ltd. 


The British Association.—At a meeting held on March 
16th, at Liverpool, to arrange for the 1923 meeting of the 
British Association in that city, Sir William Herdman 
announced that the Couneil of the Association had decided 
to nominate as President for that year Sir Ernest Rutherford, 
Professor of Phvsies at Cambridge, who had a world-wide 
reputation for his investigations into radio-activitv, and on the 
structure of the atom. and for his realisation of the dream 
of medieval alchemists in performing the transmutation of 
elements.—Morning Post. 


Messages Over Trolley Wires.—Representatives of four 
big Eastern American railroads and a party of radio experts 
and engineers at Schenectady, N.Y., recently participated in 
a test of a new communicating svstem for electric railroads 
by talking from a moving trolley on the Schenectady Rail- 
road to a sub-station three miles away, says the T. & T. Age. 
This was the first demonstration of the application of ‘carrier 
current " communication to the problem of communicating 
between the head and rear ends of lone freight trains or to 
expedite train operation held up by faulty block systems. 
The demonstration was carried out under the direction. of 
the General Electric Co. hefore a committee of the American 
Railway Association. The trolley wire, carrving current to the 
electric engine or trolley car, is used as a carrier of telephone 
communication by means of another current of different fre- 
quenev, which is superimposed on the wire and travels along 
it. In effect, the system transmits messages electrically, 
partly over a wire and partly through space. 
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BUSINESS NOTES. 


Bankruptcy Proceedings.—Rosert Henry LIDDELL, trading 
as Liddell & McInnes, 4, The Crescent, Carlisle, electrical 
engineer.—The receiving order in this matter was made on 
February 9]st, on debtor's own petition. The statement of 
affairs shows gross liabilities of £359, of which £333 15 ex- 
pected to rank for dividend, while the assets are estunated 
to realise £178, from which preferential claims have to be 
deducted of £27, and there is a deficiency of £152. Debtor 
attributes his failure to bad trade ever since the coal strike, 
and to tendering for contracts at too low a price, partly to 
keep his men. It appears that he commenced busines shortly 
after the armistice, going into partnership with another. 
This Гот ир was dissolved in April, 1919, debtor re- 
ceiving £125 as his share. Later in the same year he started 
at his present address in partnership with a relation, but 
this was dissolved in February or March. 1921. Debtor had 
no eanital on starting the last partnership. but his partner 
brought in £370, of which only £231 had been repaid. Debtor 
became aware of his position in April last vear. 

James Victor Fiaorys, electrical engineer, of Pottery Ter- 
race, Alexandra Road. Newport.-—Bankrupt apnesred before 
the Registrar at Newport bankruptey court last week for 
his public examination. The statement of affairs showed 
liabilities amounting to £759, and assets of £38. Debtor 
stated that the causes of his failure were bad debts, less on 
a contract, and the co?! strike. Pefore joining the armv debtor 
was a plumber at Portsmouth. In November, 1919, he 
eammenced business at Pottery Terrace, Newport, trading as 
Figgins & Bridges, but from Febrnarv. 1991 he carried. on 
the business alone. Replving to the Official Receiver. debtor 
stated that his financial position. was not wholly disclosed at 
a private meeting of creditors in September last. when a, 
composition. of 6s. Rd. in the © was arranged: the friend 
who was to provide the monev died before the arrangements 
conld be completed. The examination was clesed ^ 

Bernirp Bennett, electrical engineer. late cf 104. Whita- 
charel Poad, E —A general mecting of the creditors was held 
nt the Tndon Bankruntev Court on March 16th. wher Mr. 
Wm. Osborne. aceountent, Palfour House. Finsbury Pave- 
ment. E C.. was elected to. the post of trustee to administer 
the ectete in hankruptey. The statement ^f affairs showed 
total liabilities 29,203 (unseenred £1.475) and assets valued at 
£1,146. According to the ohcervations of Mr. W. P. Bowver, 
Senior Official Receiver, the debtor commenced business as an 
electrical engineer with £100 canital in March, 1911, at 70. 
Whitecharel Road. E.. under the, «Ле of B. Barnett. but 
transferred it to No. 104 at. the end of 1914. From March. 
1919, to February, 1920, he also traded there as a garage 
yronrietor and dealer in motor-ears. but abandoned that 
branch, as it was not a success. In Мау, 1920, he exnended 
£800 on nlant and m»ehinerv and started as a manufacturer 
of electric svitehboards, but. owing. to foreign competition. 
that undertaking proved a failure and was abandoned last 
Лаппату. The debtor econtinned the electrical engineering 
business until last Mareh. when two partners joined him. 
ails providing £250 capital. They onened a branch shon at 

. Maddox Street, W.. under the style of * The Regent Flee 
fat Tnstallation Coa.. and both businesses were continued 
until July 29th last. when the partnership was dissolved and 
^ receiver appointed at the instance. of his partners. The 
debtor then, with £100 provided bv friends. again commenced 
husiness on his own aeconnt and in his own name at 104, 
Whitechapel Read (first Йост). but in. September sold the 
goodwill, office furniture, and stoek-in-trade, valued at £100, 
to a company then formed to acquire it. As vendor he re. 
ceived the £100 in shares, and until the date of the receiving 
order he acted as managing director of the company. The 
debtor attributes his insolvency to lass in convection. with the 
garage and motor-car business, to the eost of repairs at 104. 
Whitech nel Road, to loss on the purchase апа eale of plant 
and machinery, and to law costs. 

FnEDERICK CHarLes Goss, 64. Gloucester Read, Bishopston, 
Bristol, electrical engineer. The first. meeting of creditors 
was held on March 15th at the Official Receiver’s offices, 26, 
Baldwin Street, Bristol. The statement of affairs was given 


in our last issue. The case being a summary one was left 
with the Offeial Receiver. 
зклнАм Moore Hvert. 7, Ning Street Frome. Somerset, 


electrical engineer.—The statement of affairs shows liabilities 
af £881, while the assets are estimated to realise £309. fram 
whieh preferential claims ef £4 have te he deducted, leaving 
net assets of L358, or a deficiency of £522. Debtor attributes 
his failure to loss on contracts through lack of experience in 
estimating, depreciation of stack through the falling market, 
end had trade. We commenced business at 7. Alexandra Road. 
төне, on Anril 8th, 1919, with £65 capital; Tn. November, 
TH the businese wes removed to his present address, Dehtor 
heeamo aware of his nosition in December last. A fair set 
of barns has heen kent, 

Е E. Matravers. electrica] enginesr, 10e. НЬ Street, Don- 
reates — Leet day for "roofs for dividend April Sth. Trustee: 
Mr. L T Cleeg, 14. Fictree Lane. Sheffield 

A. Л. Wirprcoxs, motor and electrical engineer, The Graner, 


Farnham Common. Pucks —Last day for proofs {от dividend, 


19, High street, 


April oth. Trustee: Mr. F. W. 
pedtord Row, М.С. 

А. E. Dickinson (Crown Electrical Co.), electrical engi- 
neer and contractor, 19, tlunsiet Road, J.ceds.—'Lrustee : 
ne H. C. Bowling, 24, Bond Street, Leeds, released March 

t: 

Н. M. WoLLMaN, electrical factor, 9, Greasbrough Road, 
Parkgate, Rotherham.—Last day lor proofs for dividena 
April 3rd; Trustee: L. J. Clegg, Oflicial Receiver’s Осе», 
14, Figtree Lane, Shetüeld. 

R. P. Baker & F. C. Srusss (Sheffield Electric Construc- 
tion Co.), 124, Pond Street, Sbetħeld.—First and final divi- 
dend of 4s. 104d. in the £, payable at the Official Receiver 3 
oftices, Shettield. 


Davies, УЗ, Theobald's Road, 


Company Liquidations.—Semco, Lro., electrical engineers, 
Shoreditch, London. a.—Lhe creditors ol 
the ‘hove were aed together on March l6tb, at the Great 
Eastern. Hotel, Liverpool Street, £.C. ‘Lhe chair was oc- 
cupled by Mr. F. B. Darke, the liquidator of the company, 
wno submitted a statement of altars which showed Babi- 
ties of £5,992. After allowing £155 for preferentisd claims 
the assets Were estimated to realise 22,508, or a ueficiency 
as regarded the creditors of £5,560, the assets consisted. of 
equity m freehold premises £257; plant, «c, £500; stock 
and Work in progress £5716; book- de bts £l QUU ; and cash at 
bank £o. With regard to the liabilities, it Was stated that 
£40t was due to the bank and there were cash creditors tor 
£3,016. The directors were creditors 1n. respect of fees 
amounting to £544, but those claims would be withdrawn. 
Mr. Darke reporte «d that the company was registered on 
September ЈИ, 1019, to acquire a business from the Standard 
Electrical & Maintenance Co. The goodwill was valued at 
472,000. ln the 12 months to August 31st, 1920, there was 
a loss on the trading of £570, the turnover being approxi- 
mately £19,000. 1n the following wear the turnover мах 
419,552, and there was a loss on the trading of £4,750. The 
Joss in the latter репе was accounted for chiefly through 
unremunerative contracts, and the electrical strike. In ad- 
dition, the company opened a foundry at Forest Gate, on 
which money was lost, and it had since been closed down. 
The company also lost on manufacture of the Semco sparking 
plugs. In answer to questions, 1t was stated that the issued 
capital of the company was £6200, of which €2,200 was 
issued for cash. Originally there were four. directors. of 
the company, and up to August of last vear they drew £8 
a week each. Then for about a month the drawings were 
Increased to £10 weekly, but were again reduced to £5 a 
week each. In September two of the directors retired. The 
company had carried out a substantial contract for the Tsling- 
ton Borough Council; and work to the extent of about £2.00 
remained to ће completed. It was a profitable contract. to 
complete. Mr. P. Tloustoun (Messrs. Corfield & Cripwelll. 
sald he thought the present position was largely due to mis- 
fortune. and he proposed a resolution in. favour of the 
voluntary liquidation of the company being continued with 
Mr. Darke as liquidator. The resolution. was carried unani- 
mously and ап informal committee was also appointed. con- 
sisting of the representatives of the General Electric. Co.. 


Ltd., Phonix-Tester, Ltd.. and the Cable Accessories. Co. 
The principal ereditors are: 
£ £ 
R.T.T. Electric Lamp Со. e. 327 General Electric Co. € SO 10 
Metallic Electrical Engineering Vulcan. Electric. Co, bas "TEE 
Co. vs 2. ALD ee Lid. ез 
Metropolitan - Viekers , Klectrieid te Accessories. Co... а m 
Co. ; a eds . 64 Ww holesale Fittings Co. |... e. 9 


GrarTon Dynamos, Lrp.—At a meeting of creditors held at 
Glasgow on March lith. the statement of affairs was submitted. 
also a statement accounting for the loses. The meeting cen- 
firmed the appointment of Mr. Л. W. MacKinnon, 145, St. 
Vincent Street, Glascow. us E under voluntary liqui- 
dation. The liabilities (including. bank overdraft £996, and 
trade ereditors £429) are £1,419, and the net free assets £119. 
showing a deficiency of £1.80, ond an apparent dividend of 
15. 84. in the £ subject to realisation and expenses. The share 
eapital was £10,000, The book valve of the patents is 25.00, 
but these are estimated ot nil. Tha losses on trading have 
been :—To September, 1919. £721: September, 1990, £2,258: 
Sentember, 1021, £1,333; and from September last to February 
ӘТ. 1922, £437. 

MIDLAND FrrcrRIC Co. о, Tarn.—Winding w 
voluntarily. Joint hanidators: Mr. F. Brown and ^ 
Т A. Bond. Hochton Chainbers. жо Street, Чу же, 
Meeting of creditors, March 27th, at the liquidators’ offices. 
Particulars of claims by April 30th. | 

TINKERS, Ttp.—Winding up volunterily for recenstriction 
nurposes. Joint lianidators: Mr, F. Tinker and Mr. A. Б. 
Chadwick. both of Hede. who are arthorised to eonsont to the 
registration of a new company under the name of Tinkers. 
14. 
Tracker. Pru. & Co.. Lr^.—Moecting of members. April 24th 
at Pirners’ aH. Austin Friare EC. ta hear ar account ce 


the winding up from the liquidator, Mr Т. H. Agar. 
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Tae Avarta Sigs AND Тклиха Co., Ltb., 5, Green Street, 
Leicester Square, W.—Under a compulsory winding up, the 
frst meetings of the creditors and shareholders were held last 
week at the Carey Street othces of the Board of ‘Trade, Lin- 
culis Inn, W.C. * A statement of affairs was presented, show- 
mg gross liabilities. £1,119 (unsecured £769), assets valued 
jt £130, and a total deficiency of £11,027 as regards contri- 
butories. А 

мг. E. Т. А. Phillips, Official Receiver, reported that the 
company Was formed as a private company in September, 1920, 
with a nominal capital of £15,000, to acquire certain rights 
and interests in an invention relating to advertising signs. 
It was called the ©“ Adapta,” and was composed of a brass 
frame Which contained a sheet of frosted glass and a sheet 
of plain glass, between which block letters were held in posi- 
tion in order to display any words which the advertisement 
required. Behind the frosted glass, a inetal box was titted, 
containing electric lamps, which, when alight, gave a trans- 
lucent effect to the advertisement. The metal boxes were 
manufactured by the Metropolitan Construction Co., Ltd., 
upon Whose petition the winding-up order was made. A few 
weeks prior to the Advertising Exhibition in 1921, the com- 
pany ordered from the Metropolitan Construction Co. 140 
cuntginers, Which were delivered at the Exhibition, the com- 
pany paying £500 on account, The goods were found to be 
defective in various respects, and the supplers agreed to 
make the necessary adjustments. That arrangement was 
duly carried out, but the Metropolitan Construction Со. re- 
fused to deliver the goods until they were paid for, and 
they now held them as security for the balance due to them 
on the order. A £2200 order for '* Adapta " signs for the 
Advertising Exhibition was placed with the company by 
Mers, Kerr & Co., of Shaftesbury Avenue, W.C., but during 
the Exhibition the goods were taken over by Col. Radcliffe, 
who paid the company £2000 on account, in addition to 
which he arranged to have them stored at the company's 
registered. office, with a view to their being realised by the 
company on his behalf. The failure of the company was attri- 
buted by the directors to losses incurred through transactions 
with Messrs. Kerr & Co. and to dissensions among the direc- 
tors. Which had an adverse effect upon the company's man- 
agement and prospects. The Official Receiver was left in 
charge of the liquidation. 

City SCHOOL OF WIRELESS TELEGRAPHY, LrbD.—Winding up 
voluntarily. Liquidator: Mr. A. Lloyd, 17, Sedgeley Avenue, 

Sedgeley Park, Manchester. Meeting of creditors, March 20th, 
at 61. High Street, Manchester. Particulars of claims to the 
liquidator by April 15th, 

ELECTRIC Briss Wares, то. Мапата up voluntarily. 
Liquidator: Mr. T. E. A. Kilip. Meeting of creditors, March 
3th. at 21, Tempest Hey, Liverpool. 

SUMON-IN-ASHEIELD MOTOR AND ELECTRICAL ENGINEERING 
Со, LTb.— Meeting, April 26th, at 1. King John’s Chambers, 
Bridlesmith Gate, Nottingham, to hear. an account of the 
winding-up from the liquidator, Mr. J. Keetley. 

Crepes ELectric Tractios, FLTD.—First and final dividend of 
lis. sd. in. the £. under order of the Court. payable at the 
ores of the Official Receiver, Carey. Street, W.C. 

Swirr ELECTRICAL, LTD.—A petition for the winding-up has 
heen presented to the High Court by Messrs, Ма һат, elec- 
trical engineers, 33, King Street, Covent Garden, W.C., and 
will be heard in London on April 4th. 


Receiver Appointed.—Nrw WebpixG Co., Ltp.—Mr. E. D. 
Basden, of 73, Basinghall Street, B.C., was appointed as re- 
ceiver on. March 8th, 1922, under powers contained in deben- 
tures dated June 29th, October 10th, and November 4th and 
oth, 1921. 


Dissolutions of Partnership.—FEpwarbs & ВАКСНАМ, motor- 
car dealers and manufacturers and repairers of electrical acces- 
sorties, 29, Portman Mews South. London.—Constance Wormald 
Bircham and Christophe Edwards have dissolved partnership. 

ROLLINSON & GREENSMITH, electrical engineers, Tavistock 
Chambers, Beastmarket Hill, Nottingham.—Mr. J. E. Rollin- 
хт and Mr. E. J. Greensmith have dissolved partnership. Mr. 
Rollinson will attend to debts. 


Trade Announcements.—Messrs. W. J. Ноел, & Co., 
lan., of Leeds, have appointed Mr. H. De Grev Firth, of 
Prudential Buildings. Leeds, as their agent for electrical wood- 
work in. Bradford, Manchester, Newcastle, Hull, &c. 

Messrs. Houprr-Harrison, LTD., have removed to 1 and 
2. Chiswell Street, London, E.C. 

. THE INTERNATIONAL GENERAL ELECTRIC Co., Ixc., has changed 
its London address from Cannon Street, E.C., to Crown House, 
Aldwych, London, W.C.2. 

The name of THE [DEAL CINEMA AND ELECTRICAL SUPPLIES, 
Keighley. has been changed to the Ideal Electrical Supplies 
Co. (partners, Messrs. J. Leach and H. W. Silson), 11, Russell 
street. The firm desires to receive electrical catalogmes and 
trade leaflets for retail purposes and general installation wiring 
and contracting. 

Tur Prewirr Eeretrie WrrpixG Co., LTP. annennees that 
3: а measure lor increasing efficiency it is concentrating a 
nnmber of its departments in the Tendon area. The head 
office, technical and research laboratories, and the electrode 
factory has this week heen transferred to Abbey | Wood, 
Tandon. S.E.? ("Phone No. ‘ Woolwich 866." Direct London 
Fxe.), where all communications should be sent, 


THE Саулу Evectnic Co., Lap. (Newtownsinith, Galway), 
Whose works have been destroyed by tire, has lost thereby 
all its catalogues, price lists, and other documents, and i 
wishes to receive new copies of such publications from ail 
hrs with which it has dealt in the past and others also. 

WHE ESTERPKISE MANUFACTURING Co., Ltb., has removed to 
Electric ойле, Grape Street, Shattesbury Avenue, London, 
W.C.2, Where larger stucks will be kept. 

Мк. F. G. Тиснмакхн, 28, Soho Road, Handsworth, Bir- 
mingham, is now representing the " Jeary " Electrical Co., 

Mr. W. Kemp has removed to a larger workshop at Brook 

Lane, Ashley Road, Bristol, where he desires to receive manu- 
facturers’ catalogues, showcards and over-printed advertising 
matter. 
,, Messrs. Cowarpd & Co., sole London agents for Messrs. 
TownsueNnbs, LTD., and Messrs. WILLIAM PEMBERTON, both of 
Birmingham, have removed to larger premises in 81, Char- 
lotte Street, W.L. 

Mr. J. MICHAEL, of the Ironmarket, Newcastle, Staffs., has 
removed to 20, George Street, Newcastle, where, in addition 
to contracting and electrical repairing work, he has a sales 
counter. Manufacturers and others are asked to send price 
lists and. catalogues. 

After April Ist the London office address of Enectric Cox- 
TROL, LtD., will be Hastings House. Norfolk Street, Strand. 
W.C.2. Telephone: City 2487. Telewrams: "' Elecontrol 
Estrand London." Particulars of '* Empire " automatie ceon- 
trol gear and S/C high-pressure fuses may be obtained there. 
The firm desires it to be known that it is now acting entirely 
independently of any other manufacturers of switch gear or 
control gear. 

THE ELECTRICAL, SpecIALITIES. Co., of Liverpool, is opening 
à branch at 67, Briggate, Leeds, on April 3rd. nest, with 
Mr. Sherwood in charge. 


Catalogues and Lists.— l'u: Bastian Exvectric Co., LiD., 
185, Wardour Street, W.l.—An illustrated price list of plain 
and artistic ` Quartzalite ’’’ electric fires, inuflle, tube, and 
crucible furnaces, baking ovens, storage geysers, «c. 

Messrs. RicHson & Co., 114, New Oxford Street, W.C.1.— 
А price list giving illustrations of glass pendant fittings, 
artistic table standards, bowl fittings, Ке. 

Messrs. Spicer & Co., Lrp., 414, Red Lion Street, Clerken- 
well, E.C.l.—March price list of electrical accessories, in- 
cluding motors, lampholders, switches, adapters, &c. 

Tur ENGuisH KiEctric Co., Lro., Queen's Ilouse, Kings- 
way, W.C.2.—Publication No. 304, illustrating and describing 
the English Electric industrial motor; and Publication. No. 
319, a well-illustrated and detailed description of an elec- 
trically-driven reversing. rolling-mill at the Skinningrove 
Iron Works, Yorks. 

WESTINGHOUSE BLECTRIC & MANUFACTURING Co.. East Pitts- 
burgh, Pa., U.S.A.—February—-Mareh number of "Contact," 
the company's publicity mayazine. 

Mr. ALBERT MORGAN, A.M.I.E.E., E38, Gower Street, МС. 
—An illustrated price [ist of pullev-blocks, crabs, rail benders, 
lifting: jacks, eranes, Же. 

Метлмлс ENGINEERING Co. Lro., Meta House, Corporation 
Street, Birmingham.—An illustrated and priced. hist. of 
" Meta " electric irons, toasters, bowl fires, kettles, &e. 

Екстште Urirrries, Lro.. 1-3, Shelgate Road, S.W 11. 
Two leaflets giving illustrations and prices. of " Utility ` 
cooker-radiators and electric ovens. ' 

Messrs. W. J. Hower & Co.. Ттр., 100. Albion Street, 
Teeds.—A well-illustrated catalogue of woodwork of various 
deseriptions for the electrical and gramophone industries, 
including back-boards, indicator cases, fuse-board cases, in- 
strument cases, &с. 

Messrs. Gent & Co., Ттр., 95, Victoria Street, S.W.1.— 
Folder 53, giving illustrations, details, and prices of iron- 
clad mining telephones, bells, and sirens. 

Messrs. MeLDRUMS, Tatp., Timperley. near Manchester.— 
Two illustrated descriptive lists, dealing respectively with 
forred-draught furnaces. and mechanical stokers. 

THe Parsons Motor Co., Ттр., Town Quay Works, South- 
ampton.—A publication giving numerous illustrations of ap- 
plication of Parsons engines to a number of purposes. These 
include electric welding sets, lighting and power plants, 
pumping plants, air compressors, locomotives, «е, 

Messrs. VICKERS, Ltn... River. Don Works, Sheffield. —An 
illustrated leaflet advertising stam- and rust-proof golf-club 
heads. 

Tur Т,охрох Factors & Accents, Ттр., 38 and 39, Parlia- 
ment Street, S.W.1—A blotting сага advertising automobile 


lamps and other low-voltage metal and carbon filament 
lamns, 
Messrs. T, Canvere, Dro. 1}, Tattle St. Andrew Street, 


WC. A series of illustrated and ^riced leaflets dealing with 
ету apparatus. electrie vibrators, hot- and eald-air 
douches; and * teleswitches. 


For Sale.— Ri order af the lienidator and receiver of the ` 
Петто Carbon Ca., Utd. Mesers Bradshaw. Brev n & Co. will 
coll by auction, on Amril 4th. on the premises, Milton Works, 
Gravesend. the machinery. n'ant, &c. 

Daneaster Corporation invites offers for steam-raising nlant. 

Halifax Corneretion Tramwars and Electricity Depovtmert 
Һас for dianaca] tan 95-kW balancers. made bv the Electric 
Construction Co., Ltd. (See aur advertisement pages to-day.) 
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Private Arrangement.—JaMes PITKIN & Co., LaD., scientific 
instrument makers, 2%, Hatton Garden, E.C.—In pursuance 
of Section 120 of the Companies (Consolidation) Act, а meet- 
ing of the creditors of this company was held on March 15th, 
for the purpose of considering a scheme of arrangement which 
had been proposed to be made between the company and the 
unsecured creditors. An informal conference of the principal 
creditors was held m January last, and arising from that 
conference the creditors had been requested to agree to a 
scheme by signing a form accepting immediate part-pay- 
ment. 'The great majoritv of the creditors had accepted the 
arrangement, but the present meeting had become necessary 
in order to get formal approval. It was pointed out that the 
necessity for the scheme had risen entirely through the Alad- 
din Renew Electric Lamp Corporation, Ltd., having failed to 
pay a large sum of money owing to the company. The Alad- 
din Co.. it was alleged, ordered a number of machines in- 
volving thousands of pounds. and refused to take delivery and 
pay for more than a small proportion. The protection of the 
Court was sought but, after protracted litigation, by the time 
the final judgment in Messrs. Pitkin’s favour was obtained, 
the Aladdin Co. went into liquidation. It may be recalled 
that the verdict was for £3.40? and costs, totalling over 
£4,000, and of this sum only £1.100 was obtained. The total 
amount due to creditors was approximately £4,000, and the 
Ministrv of Munitions were creditors for £1.000. It was 
stated that. under the scheme now proposed, at least 5s. in the 
£ would be paid promptly. and it was confidently hoped that 
a further sum would be paid, assuming the company could 
carry on business and dispose of its stock and assets. The 
directors expressed great regret that the necessity for the 
scheme had arisen at all. and they sought the assistance of 
the creditors. as it was through no fault of their own that 
the position had arisen. but entirelv. as they alleged, through 
the attitnde taken un bv the Aladdin Renew Electric Tamp 
Corporation, T.td. Tt was stated that a number of proxies 
had been received in favour of the scheme, and the result 
of the voting would be reported to the Court in due course. 


Book Notices.—The Decimal Educator, Vol. IV, No. 15, 
March, 1922. London: The Decimal Association. Price 4d. 
—This issue gives a very full summary of recent develop- 
ments of the metric system movement; a considerable amount 
of progress is recorded. The position regarding light. heat, 
and power units is reviewed bv ''E.C.B." Tt is of interest 
to note that the “all-or-nothing " policy of the Association 
has heen amended in favour of a more gradual reform by 
{шшр of existing units to the nearest metric equiva- 
ent. | | 

The Metronolitan-Vickers Gazette, February, 1999.—'This 
Issue includes an article on the Chester bulk supply scheme: 
notes on electrical progress during 1921; and '' The Function 
and Tumitations of Insulation.” 

" Mechanical T.ubricators,”’ a reprint of a paper read bv 
Mr. Aubrey B. Smith. before the Diesel Engine Users! As- 
sociation. London: The Association. Price ds. - 

'" Welfare Work," Vol. IIT, No. 97. March, 1992 —'This 
number contains a review of forthcoming industrial legisla- 
tion: notes on the progress of the welfare movement abroad: 
and an article on ‘ Health Problems Affecting Industry,” bv 
Dr. W. Е. Dearden, port medical officer for Manchester. 

“M. & С. Machine Mining,” for March. Glasgow : Messrs. 
Mavor & Coulson, Ttd. Price 6d. nost free.—This issue con- 
tains a number of interesting articles upon coal-cutting 
machinery and its employment. 

" Modern Steam Generstors for the Efficient Utilisation of 
Gaseous Fuels, and the Ffficient Recovery of Waste Meat.” 
hy Mr. Р. St. G. Kirke, M.A.. A.M.T.C.E. (Messrs. Snencer- 
Bonecourt, T.itd.)\—Revrinted from the journal of the West of 
Scotland Tron & Steel Institute. Glasgow: Fraser, Asher and 
Co., Ltd. 

Lamp Publicity —Among the manv wedding halls held in 
different parts of the country in connection with the Royal 
marriage was a very successful one which took nlace at 
Devonshire Park, Easthourr^, An Osram "'exhihit " was 
one of the nrize winners. The subject wore an “* Osram " 
lamp costnme. and an Osram helmet, the word ‘‘ Osram ” 
was neatly and nrominentlv printed on the costume. and ap- 
propriate publicity literature was in the hand. We under- 
stand that Osram dresses have figured at over a hundred 
similar functions during the present season, have won many 
prizes, and have been of value to electrical contractors. 


French Exports Last Year.—The value of the French ex- 
noris of dvnamos, &c.. in 1991 js returned at 19.873.000 fr.. 
that of electrical annaratns at 09,387,000 fr., and that ef 
machine tools at 39.072.000 fr. "These figures comparo with 
41.080.000 fr. in the ease of dynamos in 7090 and 6.959.000 
fr. in 1919: electrical annaratue 196 963,000. fr. and 97,356,000 
fr.: and machine toole 60,780,000. fr. and 17,913,000 fr. in 
1920 and 1919 resnectively. 

"The Leinzis Fair.—A  RBReuler's Trade Service. mescace 
states that from the point of view of attendance, the Fair 
held in Leipzig, from March 4th to 11th, was a success. over 
140.000 visitors having attended. Tarze numbers of ardere 
were booked m every department. but the fear is expressed 
that many of these orders will be cancelled. and that the 


various reservations made Һ the cellers as to delivery, prices, 


Åc.. will give rise to coneiderable trouble, 


An Inquiry from Peru.—The Commercial Secretary to 
H.M. Legation at Lima, Peru, reports that a local company, 
with head offices in the United States, is desirous of entering 
into communication with United Kingdom firms in а posi- 
tion to offer electrical material and fittings, electric elevators, 
electric motors, gas engines, water pumps, &c. The firm 
is erecting a number of buildings on behalf of the Peruvian 
church authorities who, it is understood, are in a position 
to effect prompt payment for the work. United Kingdon 
manufacturers and exporters can obtain the name and ad. 
dress of the company on application to the Department of 
Overseas Trade. 

The Shipbuilding Trades Dispute.—According to the 
Daily Erpress notices were to be posted on Wednesday by 
the Shipbuilding Employers’ Federation making effective the 
cut of 10s. 6d. from the war bonus as from March 30th and a 
further cut of 6s. as from April 6th. This decision embodies 
the second, or modified, offer made to the Engineering and 
Shipbuilding Federation at the negotiations which were 
broken olf by the men's delegates. The employers had then 
to consider whether they should stand to their original notice 
to make an immediate cut of 16s. 6d.. with another of 10s. to 
follow shortly. They have taken the more moderate line 
indicated. 

Bitumen Prices.—Messrs. Shell-Mex, Ltd., announce a 
further substantial reduction in their prices of Mex bitumen 
and other bituminous products. 

The Clocks at Waterloo.—Over two hundred impulse 
clock dials have been installed in the recently Opened Water- 
loo Station, including a large four-faced. turret clock sus- 
pended from the roof in the centre of the station. The 
Whole of this mstallation was carried out by the Synchronome 
Co., Ltd., 


Social Event.—The third annual gathering of the South- 
port Electricity Mains Department staff was held on the even- 
ing of March 16th. The proceedings, which took the form of a 
hot-pot supper and social, were attended by the new borough 
electrical engineer, Mr. E. Moxon. The health of °° Our New 
Chief " was drunk with musical honours, and Mr. Moxon 
suitably replied. 


New French Companies.—.Among the new companies re- 
cently formed in connection with the electrical industry in 
France are the Société La Bakelite (Matières Plastiques). 
organised in Paris (175, Avenue de Choisy) with a capital of 
1.400,000 fr.; and La Compagnie Francaise des Procédés Emile 
Hachely (Appareils et Machines Electriques). with headquarters 
at Saint-Louis and а capital of 1,900,000 fr. 


Reduction of Capital.—TunNER, ATHERTON & Co.. LTD., AND 
REDUCED.—4A petition for the confirmation of the resolution 
reducing the capital of the company from £175.000 to .£140.116 
has been presented to the High Court, and 15 now pending. A 
list of creditors 1s to be made out as for April 27th, 1922. 


Patent Restoration.—An order has been made restoring 
patent No. 29.210 of JOLI, granted to Henri Francois Etienne 
Svivain Dusseris for ‘ Improvements in means for converting 
a continuous rotary movement into a step-by-step rotary move- 
ment.” i 


A Bastian Issue.—A lengthy circular has been issued by 
Mr. С. О. Bastian. the secretary of the Bastian Electric Co., 
Ltd., reporting upon the past, difficulties and achievements 
and the present position of the company. The litigation with 
Messrs. May & Padmore, Ltd.. has been settled. and the nega- 
tiations with the B.T.H. Co.. Ltd., regarding niekel-chrommm 
resistance wire have been satisfactorily concluded, and in place 
of sub-contracting arrangements previously îm foree, the 
Bastian Co. now desires to establish the manufacture of its 
products in its own premises. This involves the equipment of 
a suitable factory. and necessitates the raising of £]10.000 m 
first mortgage debenture bonds of £50 each (these will also 
nav off the existing £3,000 first and second mortgage deben- 
tures). The bonds are being offered to shareholders, creditors, 
and customers, and full particulars of ‘the business of the com- 
pany can be found in the circulars just issued. 


Agricultural Electric Supply in France.—The success of 
co-operative agricultural electric supply companies in France 
is shown Бу the fact that one such company or group of com- 
panies possesses 350 km. of line, supolies 50 communes with 
power, and has a membership of 1.500. The company in 
question is the Co-onérative Agricole d'Electricitó de la Région 
de Longueil-Sainte-Marie, which held its general meeting on 
February 26th at Chevriéres. The report detailed the satisfac- 
tory results of tho first year’s working, and the meeting sanc- 
tioned a dividend of 5 per cent., after providing for reserve 
fund. This company forms one of five co-operative concerns 
formed at the same time and grouped under a single manaze- 
ment. 


Furnace Demonstrations in Holland.—Mrssns. АстомАТС 
AND Erectric Fenxscrs, Lrp.. have made arrangements with 
the Rüksnijverheid-T aboratorium (Dutch Government Indus- 
trial Laboratory) at Delft, Holland, to give a week's demon 
stration of Wild-Barfield furnaces to manufacturers jn that 
country. The demonstrations will start on March 98th. and 
will continue through the week. — Dutch readers of the 
Revr who are interested in electrical or mechanical engi- 
neering are invited to attend. 


SEE ION GE INI DET. I NM E RD SI RTE E STE A BENG LN RR RE SE SEIT CT SIE TE ST EASE ГУС ЫЕ ҮЧ ONS DEERE wf SEAR ERED 


Vol 90, No, 2,818, Marce 24, 1922] THE ELECTRICAL REVIEW. 


411 


The Johannesburg Strike.—The order calling off the strike 
of gold miners, employés of the Victoria Falls Power Co., and 
engineers came into force on March 17th. The men had been 
ош 67 days in all. The mine-workers’ union, which numbers 
21.000 members, led the мау by opposing a ballot as being 
uupracticable, and passing a resolution dissociating then- 
wives entirely from the revolutionary movement.—Reuter 
(Johannesburg). 


New Belgian Companies.—There has been formed at 
Brussels (34, Rue Van Schoor) the Enterprises Générales 
d Electricité Belges et Etrangères for the manufacture of and 
trade in electric cables, insulating tubes, &e. 

The Association Industrielle et Technique is the stvle of a 
company launched at Brussels (Rue de la Régence) for 
trade in electrical and mechanical appliances, ќе. 

Henri Poulain et Cie. has been embodied as a company 
en commandite simple for trade in electrical appliances. of 
all kinds for the undertaking of electrical installations. 
Cunees аб Lessines. 


Lead.— Messrs. James Forster & Co. reported on March 
]sth : —'' Closing prices yesterday were £21 19s. ба. for 
March, and £21 Ys. Od. for June, against £20 17s. 6d. and 
£23) 158. respectively at the end of last week. The rise is 
chietly due to * bear " attempts at covering and reserve in 
lling by leading interests, and is certainly not due to in- 
creased consumptive demand, which, both in the domestic 
and electrical trades, continues very dull. Germany 
i reported to be short of lead and stocks very bare. The 
Board of Trade returns for February are :—Imperts, 15,951; 
exports, 5.325; left for home absorption, 10.656 tons." 


Lamp Price Reduction.—A reduction in the price of Royal 
Ediswan ‘* Kingolite ?” lamps is announced, amounting to as 
much as 1з. 9d. per lamp in some cases. 


LIGHTING AND POWER NOTES. 


Australia.—VicToRIA.— The Victorian Cabinet has agreed to 
the extension of the Morwell electricity scheme to certain 
country districts, beginning with the territory between 
Geelong and Warrnambool, in the neighbourhood of the rail- 
"uv. The necessary works are being begun forthwith, and will 
be finished in from 12 to IS months. The cost will. be 
£1t4s.000.—Heuter (Melbourne). 


Ayr.—Yrar’s WonkING.—The annual report of the electri- 
eal engineer (Mr. R. Marshall) for the past year records a 
total revenue to the electricity undertaking of £39,856, as 
compared with £31,358 in the previous year. Working ex- 
penses amounted to £27,059, leaving a gross profit of £12,767. 
After deduction of interest and sinking fund payments there 
was a net surplus of £2,896. 


Bristol.—Loax.—A pplication is to be made to the Electricity 
Commissioners for sanction to a loan of £42,750 for electricity 
purposes. а 


Ceylon.— WaAtER POWER ScHEME.—The Government proposes 
to combine the waters of two of the head-streams of the 
Kelani Ganga, about 40 miles from Colombo, and to form 
a reservoir. It is estimated that electricity to the extent 
of 200,000 h.p. will be generated. The cost of construction 
aud initial working expenses will amount to nearly 
41,000,000. ; 


Continental.—IT4ALY.—Proposals have been submitted for 
the construction of hydraulic plant to harness the waters 
of the Upper Natisone River, between Udine and Julian 
Venetia. 'The central station would be erected at Stupizza, 
situated on the banks of the Natisone, south-west of 
Caporetto, between there and Cividale, in the Province of 
Udine. The estimated cost of the construction is 20,000,000 
lre. The generating station will be the first of its kind in 
the vicinity. In the Provinces of Venetia and Mantua the 
Government will also spend 36,000.000 lire upon new hvy- 
draulic works, including, among other projects, the Po- 
Brondolo Canal and the inland waterway between Venice 
ond Milan, via Brondolo, Cavanella, the Po River, Cremono, 
and Lodi. 

FhEANCE.—À scheme is in hand for harnessing the Dordogne 
River from Vernejoux to Argentat. The proposal includes the 
erection of several barrages and power stations capable of gene- 
riting approximately 100,000 h.p.. the power being available for 
"srieultural and industrial needs throughout: the region. of 
the Centre. The. cost of construction will amount to 
abont 400 million franes. Three. barrages and three power 
stations are to Бе constructed from Vernejoux to Brivesac, 
‘ving a total output of 86.000 KW. The first barrage, whieh 
is to be built at the point kuown as Те Chambon,” will be 
114 m. high. It is claimed that it will be the highest con- 
struction of its kind in the world.—Reuter’s Trade Service 
(l'aris). 


Conway,--Erroricimy Supety.--The Council. has accepted 
the terms of the North Wales Power Co. for the supply of 
electricity in bulk, and it is anticipated that the laying of 
cables and distributing mains will shortly be commenced. 
Two sub-stations are to be erected. 


Crieff.—BLecTRICITY SCHEME.—The Electricity Commis- 
sioners have approved the Town Council's application for 
an Order to supply the district with electricity, and the 
matter 1з to be brought before Parliament. 


Drogheda.—Exectricity Suppuy.—The Corporation has re- 
referred to the Finance Committee a recommendation for 
public electric lighting. The services of an electrical engineer 
are to be secured to submit an estimate of the cost, &c. 


Galway.— l'inr.—The electricity works have been destroyed 
by fire. The damage is estimated at £15,000. 


Grays.—Loax.— The Urban Council has applied to the Elec- 
tricity Commussioners for sanction to a loan of £5,500 for a 
turbo-generator and other additional plant. 


Hartlepool.—I.o4N.—The Corporation is applying to the 
Electricity Commissioners for sanction to a loan of £7,209 
for mains and services. 


Howth (Co. Dublin).—EurcrnüiciTY SuppPLY.—The Urban 


Council has decided to proceed with the electricity scheme for 
the Sutton district. 


Hull.—ErrcrRiCciTY IN. Buik.—The Electricity Committee 
has agreed to supply electricity in bulk to the Malt Co.'s 
works at Wincolmlee. The company has guaranteed to take 
one million units per annum. 


India.—CooNoon.—The Municipal Council has under con- 
sideration a proposal to supply the district with electricity. 
The cost of the scheme is estimated at Rs. 24 lacs, and the 
charge per unit at 6 annas. 


Kidwelly.— Water Power ScHEME.—The Council has under 
consideration a proposal to supply the town with electricity, 
and it is proposed to utilise the Gwendraeth River for this 
purpose. 


London.—St. ManxLEBONE.—The Borough Council has re- 
ceived the sanction of the Electricity Commissioners to a loan 
of £15,000 for mains and services. 

НамеѕткАр.— Тһе power station is to be closed and the 
district will receive a supply of electricity from St. Maryle- 
bone. 


Lydney.— New Power Station.—The Norehard Syndicate, 
Ltd., have applied to the Electricity Commissioners for per- 
mission to erect an electricity generating station adjoining 
the Norehard Colliery. 


Milnrow.—APPLICATION FOR  OnprgR.—The Urban District 
Council has applied to the Electricity Commissioners for a 
Special Order authorising the Council to generate and dis- 
tribute electrical energy for public and private purposes. 


Portsmouth.— EXTENSION or SuppLy.—The Corporation has 
under consideration a proposal to extend its area of electricity 
supply to Havant and Emsworth. Тһе estimated cost of 
laving mains and services and providing transformers 1з 
£15,800. 


Price Reductions.—Reductions in the charges for electri- 
city are to be made in the following districts: Ashton-under- 
Lyne, Hackney, Ramsgate, St. Marylebone, and St. Pancras. 


Storrington.—Pusuic Ілснтіха — RrjECTED.—Two tenders 
for publie lighting were recently submitted to the Parish 
Council, one from the gas company and the other from Mr. 
Hecks, who offered to light the streete electrically. The 
Council, however, decided not to accept either, with the con- 
sequence that there is no public lighting. 


Stratford-on-Avon.—EXTENSIONS.—The Town Council has 
passed plans for extensions to the works of the electricity 
company. 


Tvnemouth.—Yran's WonkiNG.—The accounts of the Cor- 
poration electricity department (Engineer: Mr. C. Turnbull, 
M.LE.E.) for the year ended March 31st, 1921, show a total 
revenue of £52,140, as compared with £34,851 in 1919-20. 
Working expenditure amounted to £22,846 (£13,642); capital 
expenditure out of revenue to €9,505 (£7,809); and capital 
charges to £7,063 (£6,629); leaving a net surplus of £2,595, 
comparing. favourably with a loss of £293 in the preceding 
period. The number of units sold rose from 5.811.554 to 
7,510,571—equal to 104.4 units per head of population. The 
average selling price was 1.624. per unit. Referring to the 
change of system from direct current to. three-phase a.c., 
the Engineer says that this must proceed, as. if the Cor- 
poration decides to put down a generating station of its own 
when the present bulk-supply agreement lapses, an а.е, 
station would be preferable. 
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Warrington —New  Sus-srarioN.—The Corporation has re- 
ceived authority from the Electricity Commissioners to 
borrow the nionev required for the erection of a sub-station 
at Stockton Heath. 


West Kilbride.—Evicteicity SupeLy.—The Ayrshire North- 
ern District Committee has authorised the adoption of electric 
lighting throughout the district. 


TRAMWAY AND RAILWAY NOTES. 


Chesterfield.—Extession or Time.—The Minister of Trans- 
port has extended the time until May, 4923, of the Chester- 
held) Corporation Acts, 1918-14, for the completion of the 
overhead equipment and other apparatus for working trolley 
velucles and also for the completion of certain. tramways. 


Continental.—Jrary.—A railway is to be built. between 
Adria and Ariano, in the Province of Rovigo, as soon аз the 
necessary financial arrangements have been made. The dis- 
tance between the two points is about 15 km., and a bridge 
is to be built across the Po River, over which the line will 
pass.—4tcuter's. Trade Service (Rome). 

lFuaxck.— The. Union Electrique. Régionale has been formed 
at Civray (Vienne) to carry out the eiectritication of the lines 
from Civray to Rutlec and Sauze to Vaussais, and works con- 
nected with the production and distribution of electricity. 

SrAIN.—Applicauon has been made to the Government 
for a concession for the construction and working of an under- 
ground electric railway in Barcelona, vetween the Plaza de 
vataluna and the Calle de Gandwen. 


Fleetwood.—Track RENEWwALs.—The Urban District Council 
has recommended to the Blackpool Corporation that several 
lengths of tramway track in its area be renewed. 


Guatemala.—NrEw Exvectric Raipway.—An electric railway 
is to be constructed in the highlands of Los Altos. Elec- 
tricity will be generated by hydrauhc power. The cost of the 
scheme is estimated at about £450,000. 


‘Keighley.—-Track Rexewats.—The Tramways Committee 
has recommended that application be made to the Ministry 
of Transport for sanction to borrow £40,000 for the purpose 
of reconstructing two and a half miles of sin;lle track. dne 
Conunittee also proposes to increase the fares on each stage 
by 20 per cent. 


Llandudno.—Strike.—A consultation between the manager 
of the Llandudno & Colwyn Bay Electric Railway, Ltd., ana 
men of the permanent way, has resulted m union and non- 
union men of that section returning to work. There is no 
change in the situation as regards the drivers and conductors. 


London.— ELECTRIFICATION OF SUBURBAN RAILWAYs.— Agree- 
ment has been reached between the members of the Southern 
Railway Group in the matter of electrification, and the work 
is to be put in hand almost immediately. The L.B. & 5.C. 
Railway Co. hopes to complete the Batham-Walington sec- 
tion by the end of the present year. This will effect a con- 
siderable improvement in the suburban services and com- 
plete a circular route. 

The S.E. & C. Railway Co. is to adopt а 1,500-3,000-V 
three-wire system, using conductor rails, states the Morning 
Post, and the first section of the work will embrace about 
94 route miles. The lines marked for early electrification 
are those to Dartford, Orpington, and Hayes, and a number 
of loops. | 

UNDERGROUND “ SperEDING-UP.'—The ‘ Passimeter," which 
waa installed at Kilburn Park station. on the Bakerloo Rail- 
vav three months ago, having proved a success, it has been 
decided to install similar devices at other tube stations. 

BreakpowN.—Tratie on. practically the whole of the Under- 
ground. Railway system was held up for newly half-an-hour 
on Thursday of last week. owing to the fusing cf a switch 
at the Tots Read power station. 


Newcastle-on-Tyne.—Strike беттер. Тһе strike of the 
tramway employés, which had lasted for three weeks, Was 
eettled last Saturdev. A ballot was taken, which shewed a 
large majority in. favour of resuming work cn. the d3-bour 
instead of the hour basis. The men have been promised 
fall advantages under the National Agreement. 

IxoU i. The. Ministry of Transport has given notice that 
sn inquiry will be held. on Ге, Mareh Est; at Newcastle 
Town Hall into the application of the Corporation to amend 
the Neweastle-upon-Pyne Corporation. Light. Railway Order, 
by the inclusion therein of an additional railway. + 


Swansea.— EXTENSION OF ‘Tre.—The Minister of Transport 
мах extended the time of the Swansea Corporation Act 
for the completion of tramways until August, 1922, 


~. TELEGRAPH AND TELEPHONE NOTES. 


France.—PnoPoskD TRANSFER OF TELEPHONE SERVICE.—A 
Bill has been introduced into the French. Chamber to transfer 
the present State working of the telephones to private hands. 
The reasons given are that the State hus fared badly in the 
business and that the organisation is Wholly antiquated. 
According to the statements of the opponents of State work- 
ing, in France there is only one telephone to 143 inhabitants, 
while in England the ratio is one to 54, in. Germany one to 
59, and in the United States, one to 8. The connections 
between the towns, In particular, are In a most defective 
condition, owing to out-of-date and insufficient. equipment, 
The bad condition of the State's finance precludes the possi- 
bility of a thorough reorganisation. It is, theretore, pro- 
posed that the organisation should be transferred to a private 
company, which should be granted a lease of 30 years, the 
State sharing, with the staff, in. the profits. 


Guernsey.-—- YEAR'S WornkiNG.—The report upon the work- 
ing of the States Telephone Department for the. year 191 
shows a net profit of £511, the largest vet made; the profit in 
the previous year was €50. The number of tines Increased by 
144 to 2506, but subscribers" and public calls showed а de- 
crease, the total being 1,625,504. 

Sweden.—Proroskp New StTation.—-According to Nya Day- 
ligt Allehanda, negotiations. with the American Radio Uor- 
poration have taken a favourable turn and the ‘Lelegraph 
goard has proposed to the Government io begm the con- 
struction of а great radio station, the cost of which is cal- 
culated at kr. 5,000,000.— Fieuter's. Trade Service (Stockholn). 

Switzerland,.—WUIRELESS IN THE ALPs.—It Is reported that 
M. Lacarne has developed special Wireless apparatus tor imn- 
stallation an the Mont. Blane Observatory. dhe abnormal 
atmospheric and weather conditions have made this a 
aitucult task, but M. Lacarne nas now established communi- 
cation between the observatory and the kinel Lower, and 
hopes to extend the system to other parts of the Atps. lt 
has been suggested. that this apparatus would be useful in 
cases of accidents to climbers, as help could be sought from 
the nearest centre. 

tne 1eiepivuc service. OvEnCHaARnGING.—Ihe London Teie- 
ргарц апа леюерпопе vonlinlice, represenlang tue Cualece 
vi vüllitCrce, tue ог or Undue Autry, wi д... duu 
other poales, reports Wat 16 nuds Justncatiuout ТОГ bue uitga- 
uons OL OWercuarging vy Ше U.E.U., lor wvieploLnce service. 
opecihc cases are quoleu, and кше Worst shows that a suv- 
moaper Was спагреа for 9,910 сап» Wien OMY z,U4O паа pecu 
шаче. дь id üCniuO0W.eudgeu Tab JD some case» Lie Iadult nes 
with the subscriber. nunself, put the хосе Lunhs luae 
the atcention ol those who record calis should be arawn w 
a number of circumstances an Wluch errors Inay occur. 
these include ше поп-пөййсамоп ot the operator 1D cases 
ol ^" cut-oUs," " wrong numbers," " no reply," «c. dhe 
Commitee, Whilst satiaded that the Department 15 anxious 
ио ensure accuracy, cannot admit that everything in bhis 
uirection has been done. 

the Limes reports tnat the Association of Chambers of 
Commerce protests against the arbitrary methods of the Lost 
VUitice with regard to telephone accounts, many users being 
charged consiaerably їп excess or tte. number of calls used 
wichout being able to obtun any redress. [f the present 
method of recording calls is essential, it further desires 
.wongiy to impress upon the Postinaster-General— that 
greater accuracy be observed. 

NEW LONDON-MANCHESTER CapLe.—It is stated that the 
underground telephone cable from London. to Manchester 
Is neariy completed, and it is expected to bring it into service 
next month. A considerable saving in copper has been 
effected hy equipping the cable with repeaters. At the com- 
mencement there will be a temporary repeater station at 
Leicester, but later permanent stations will be installed at 
Derby and Fenny Stratford. 

New ExcHANGES.—AÀ move has been made for a new 
telephone exchange for Bolton as the result of repre- 
sentations to the Postmaster-General that the existing ex- 
change is out of date and not equal to the demands of the 
town. Strong claims were pressed for an automatic service, 
but the common battery system was decided upon. Part 
of the equipment for the new exchange has already been 
delivered, and a large propoftion of the interior and exterior 
wiring has been completed. During the second half. of this 
vear it is expected that Bolton will be fully equipped with 
a common battery system ef telephones.—Daily Dispatch. 

At a meeting of Newenstle-on-Tyne Rotary Club on the 
17th inst., Mr. J. R. M. Elliott, Superintendent-Engineer ot 
Newcastle Post Office, in the course of an address unon 
“ Telephones," gave some interesting infermation on develop 
ments dn. that district, Но described) the four укен 
in use, and said that the latest development. the automate 
system, Which aimed at the elimination of the overator, had 
only been installed at one centre in that district, nemely. 
at Darlington. At present there were 15 automatie ex- 
changes in the country, and ых additional ones were m 
course of erection. In. Neweastle the necessity for a new 
exchange, to take the place of the Cite and Central IDE 
changes, had been under consideration for some time, A 
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site was available, and investigations and studies of com- 
parative annual costs were proceeding with a view to de- 
temiuing Whether the system to be adopted should be 
manual or automatic. In the event of the decision being In 
favour of the latter it would be necessary to convert all the 
exchanges within a radius of a few miles of Newcastle to 
automatic also, in order to secure the best results. He men- 
toned that the busy-hour number of calls in the Newcastle’ 
area alone was 11,300. The programme of new underground 
cables in hand was extensive; in Gateshead IL miles of new 
cable was being laid, comprising 1.100 miles of wire; 1n 
Neweastle 27 miles of cable, comprising 5,000 miles of wire; 
and in Wallsend and Walker seven miles of cable, compris- 
mg 020 miles of wire, were in hand. Since the war new 
cable plant had been provided, or was in course of provision, 
for local development purpcses at 42 different centres through- 
out the district. The total length of cable was 93 miles, 
and comprised 11.000 miles of wire, the total cost being over 
£150.00. In connecting up these cables nearly a quarter of 
a million joints had to be made. A main cable route was 
being constructed) between Neweastle and Durhain, and 
thence to West Hartlepool. The cables contained 5,000. miles 
af wire, and the cost of the work would be about £142,000. 
Daling with long-distance telephony and the use of the 
thermionic valve repeater, he said that a new cable route 
had been decided upon between London and Glasgow, 
having repeater stations at 60-mile intervals. The route in 
that district would pass cia Catterick, Darlington, Durham, 
Neweastle, Otterburn, and Jedburgh. Part of the work was 
already in progress. A new automatic telephone exchange 1s 
to be installed for the eastern district of Hull. This exten- 
sion of the automatic system is intended to meet demands 
xhich the present cable system cannot accommodate.—Daily 
Dispatch. 

ProvoseD REDUCTION oF CHarces.—The Select Committee 
of the House of Commons, which has been investigating 
several matters relating to the telephone service, has issued 
its report. ‘The Coninittee considers that the telephone. and 
stelegraph services should be entirely separated, financially, 
from other Post Office departments, but should remain under 
the control of the Postmaster-General. With reference to 
charges, the Committee favours the continuance of the mes- 
sge rate as being much fairer in practice than the flat rate. 
An immediate reduction in charges of. 10 per cent. 18 recom- 
mended, and it is thought that the administrative changes 
заеме will result in an almost immediate saving of 8 per 
cent. 

Wireless  Telegraphy.—SouTH Americs.—The Vossreche 
Zeitung states that in order to avoid the erection of con- 
епке wireless stations in Argentina, the German Tele- 
funken Co., whose share capital is held half by the Berlin 
XE.G. and half by the Siemens and Halske Co., 15 trans- 
ferring a portion of its hitherto dominating holding in the 
Trans-radio Argentina to the Radio Corporation of America, 
Marcont's Wireless Telegraph Co., of London, and the 
кле Générale pour Teélégraphie sans Fil. The. Trans- 
мао Argentina is erecting a large wireless station in the 
viinitv of Buenos Aires, which it is expected will be 
brought into service in 1923. The Berliner Tageblatt says 
that the Wireless Transmarine Communication Co. (Dralit- 


loser Ueberseeverkehr A.G.), of Berlin, will enter into close. 


relations with the station at Buenos Mres.—HPinancial. Times. 

Itany.—A German company, having offices in Rome, has ac- 
quired the whole of the patent rights of the Telefunken Co. 
(Germany) for Italy. A plan for the construction of a high- 
power ridio-station has been presented to the [Italian Govern- 
ment, which is considering the matter. 

WIRELESS APPARATUS IN GERMAN Scuoors.—In renly to a 
complaint made by the Vossische Zeituna that the Army of 
Occupation. at Aix-le-Chapelle has seized the wireless appara- 
tus used for teaching purposes in one of the sehools for 
hizher education in that town, it is stated that this apnara- 
tus was confiseanted in accordance with the decision. of the 
Inter-Allied authorities that scholastie establishments on the 
left bank of the Rhine, though allowed to use wireless appa- 
ritus for teaching purposes, must not possess sets capable of 
receiving or transmitting messages over great distances or 
having a power of more than six watts. The apparatus in 
question had a power of 1,000 watts.—Reufer (Brussels). 


The Telegraph and Telephone Service.—1920-21 Accounts. 
—The Postmaster-General’s financial statement regarding the 
services for the vear ended March 3tst, 1921, has been pub- 
lished (H.M. Stationery Office, 6d. net). This shows that tele- 
graph revenue amounted to £5.585.58h. expenditure to 
t>.126,990, and the net deficit to £3.728.779. The equivalent 
fizures for 1919-20 were £5,741.415,, 0.775.930, and £2,636,183 
Tespectivelv. The telephone service had a revenue of £9,387,531 
an expenditure of £10.137,320, and incurred a net loss of 
£4.721,.970, The 1919-20 figures were :—- 9,030,003, £7,545 ,829, 
and £1.061,710.. The Imperial Cable Service earned a profit 
of £89.93 (456.217), with a revenue of £239,319 (£208,720), 
The “Point-to-Point |? Wireless Telegraph Service had an 
Income of £749 and meurred a loss of £11.222. The Ship 
and Shore W T. Service had a surplus of £6,860; the Anglo- 
Relgian Telephone Service made a profit. of £11,645: and the 
Anglo-French Telephone Service produced a surplus of £18,575. 
The net working costs of generating stations were :—Black- 
friars, £55,014; anc Sovings Bank, £5,672. 


CONTRACTS OPEN AND CLOSED. 


. (The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL. REVIEW tn which the 
" Official Notice '' appeared.) 


OPEN. 


Ashton-under-Lyne.—April 12th. 
Eight 6,600-V  equipinents. 


Australia.—MrLBnovRNE.— May llth. Victorian. Electricity 
Commissioners. 000. miles of aluminium steel-cored cable; 
8,000 Ib. flat armoured wire; 4,060 Ib. No. 4 tie wire.—Reuier’s 
Trade Service (Melbourne). 

BrisBANE.—April 2th. Met. Water Supply and Sewerage 
Board. Electrical equipment. pumps, and blowers at the 
Pinkenba pumping station and Luggage Point treatment 
works, including transformers, motors and blowers, motors 
and pumps, switehzgear, and rotary converter; supply and 
erection. of. h.p. aerial transmission line, Breakfast Creek to 
Luggage Point. Mr. О. Johnston, secretary to the Board, 
Albert Street, Brisbane. 


Bedicrd.—April Sth. Electricity Department. 
h.p., and l.p. underground cables tor 12 months. 
issue.) 

'Belgium.—. April. oth. Belgian Post and Telegraph 
authorities at зл Salle Madeleine, Brussels. 1,520 metres of 
armoured lead-covered, paper-insulated cable and 521 metres 
of bare lead-covered, paper-insulated cable. 

April loth. Municipal authorities of Esschen (Province of 
Antwerp). Establishment of an electricity distribution system 
in the town. Particulars from the Maison Communale, 
Esschen (Antwerp). 


Cheadle and Gatley.—April 3rd. Urban District Council. 
E.h.p., 1n.p., and l.p. mams and street lighting accessories. 
(March 10th.) 


o Electricity Department. 
(See this issue.) | 


E.h.p., 
(See this 


Croydon.—March 27th. Electricity Department. Steam. 
rung plant, consisting of  water-tube boiler, Фе. (March 


lth.) 


Douglas (Isle of Man).—April 10th. Corporation. Six 
Miles Lp., three-core, lead-covered cable, distribution pillars, 
service material, meters, kc. (See this issue.) - 


Dundee.—April 20th. Electricity Department. Опе 12- 
panel d.c. switchbourd, four J,UUU-amp. Ч.с. circult-breaker 
panels, and three starting panels for roturies. (See tliis issue.) 


Edinburgh.—aApril 15th. Electricity Department. Con- 
Verting plant for lighting and traction, апа Ч.с. switchgear, 
for the Portobello station. (March jth.) 


Hove.—March 3156. Electricity 
feedgr switchboard. (March Lith.) \ 


India.—March 31st. High Commissioner of India. Elec- 
tric cable. (March 17th.) 

\April 7th. Inert electric cells, Leclunché cells and spare 
parts, ; 


Department. L.p. 


Kettering.—March 27th. Electricity Department. Two 
feeder cabics. (March 17th.) 
Liverpool.— March 27th. West Derby Union. Electrical 


supplies for three months. Mr. H. £^. Cieaver, Union Ottices, 
Brougham Terrace, Liverpool. 


London.—L.C.C.—<april 10th. Ash convevor of the water- 
Immersed, drag-link type, and ash hopper for the Greenwich 
power station. (March luth.) | 

March 27th. Waring and fitting for electric lighting and 
power at the Stamford Hill Stores Depot. (March 17th.) 

LAMBETH.—March 25th. Board of Guardians.  lnstailation 
of an electric lift and dismantling and removal of existing lite 
at the Infirmary. Mr. J. L. Goldspink, clerk to the Guardians, 
Guardians’ Othees, Brook Street, Kennington Road, S.E. 

WANDSWORTH.—April 12th. Board of Guardians. Installa- 
tion of electric lighting and fire alarms at the Swattield Road 
Schools. (See this issue.) 


Loughborough.—April 14th. Electricity Department. 
E.h.p. switchgear, aud extensions to d.c. switchyear. — (Sce 
this Issue.) 

Rosslynlee.—Midlothian and Peebles District Asylum. 
Stores for six months, including electric fittings. Clerk and 
‘Treasurer, 19, Heriot Row, Edinburgh, 


Salford.— Tramways Department. Top covers for six 
tramears. General manager, Tramways Department, 32, 
Blackfriars Street, Salford. z 

South Africa.—DunBAN.—April 19th. Corporation. Supply 
of consumers’ meters, Кс. (see Erec. Rev., December ЗО, 
p. 592). The closing date for tenders has been extended to 
April 19th. Firms not represented in South Africa are advised 
by the Department of Overseas Trade to forward tenders as 
soon as possible to Messrs. Webster, Steel & Co., 5, East India 
Avenue, E.C.3, the avents of the Corporation.” 

JOHANNESBURG.—April 12th. Municipal Council. 
0000 S.W.G., .4 in., round section, H.D. trolley wire.*. 

Six 3,000-3,300-V_ cubicles” - . . 


15 miles 
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Spain.—The Board of Works of the port of Gijón has in- 
vited tenders for three 3-ton electric cranes, the estimated cost 
of which is 351,000 pesetas. 

April 29th. Harbour Works Authorities, Alicante. Three 
electrically-operated cranes. Particulars from La Junta de 
Obras del Puerto, Alicante. 


Walthamstow. — April, 12th. Electricity Department. 
E.h.p. feeder cable and l.p. distributor and publie lighting 
cables. (See this 1ssue.) : 


Warrington.—March 25th. 
trical goods for three months. 
Chambers. 


Wolverhampton.— April 12th. Board of Guardians. 
electric lighting installation at the Institution, Heath Town. 
(See this issue.) 


Board of Guardians. Elec- 
A. Bottomley, clerk, Bewsey 


|. * A copy of the plan, specifications, and conditions of tender. 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, Б.Ү. 


CLOSED. 


Australia.— MELBOURNE. City Council. Accepted :— 

Oil switches, £481.—Electric Eqaipment Со, 

Isolating switches, £101.—Tombs & Howcroft Pty.. Ltd. 

3,000 gas-filled lamps, £1,350.—Dritish General Electric Co., Ltd. 

In connection with the tender of Messrs. Lawrence & Hanson for 3.000 
gasfilled lamps at 21,212 (see Errc. Rev., January 20th, p. 96), the firm has 
informed the Council that owing to an error it is unable to exccute the 
contract, 

Two Edison-tvpe electric-vehicle batteries, £631.—Tombs & Howcroft 

Pry., Ltd. | | 

Reason electricity meters, £432.—W. G. Watson & Co., Ltd. 

Two 2.000-amp. isolating switches, £340.—Met.-Vickers Electrical Co., Ltd. 

— Tenders. 


SYDNEY.—Citv Council. Accepted :— 
Fuse boxes and fuses, £2,250.—English Elec. Co. of Australia, Ltd. 


Berkshire.—County Mental 
cepted :— 
Reinstatement of the electric wiring and installation at the hospital, £5,802. 
—Mr. Wheeler. 


Hospital Committee. Ac- 


Blackpool.—Bv a printer’s error in our last issue two 
items from our Blackpool * Contract Closed ’’ entry fell down 
into the ‘‘ Bradford " paragraph. The one 1.(000-kW rotary 
converter and the two S300-kW ditto were ordered by the 
Blackpool Tramways Committee. 


Chester.—Electricity Committee. Accepted:— 
Switchgear in connection with the supply of electricity to Hoole, £915.— 
Mectropolitan-Vickers Elec. Co., Ltd. 


Denny (Stirlingshire).—Messrs. Malcolm & Allan have 
secured the contract for an electric lighting installation at the 
parish church. | 


Dover.—Town Council. Accepted:— 
Electric wiring at the Isolation Hospital, £103.—Mr. J. Martin.. 


Edinburgh.—Corporation. Accepted:— 


Supply of time switches.—Venner Time Switches, Ltd. 


Eston.—Urban District Council. Messrs. Clough, Smith 
and Co., Ltd., have received the contract for the supply and 
erection of the overhead equipment comprising 700 poles, &c., 
and the supply and laying of about 4} miles of underground 
mains, in connection with the town lighting of South Bank, 
Grangetown, Normanby and Teesville. 


France.—The French Thomson-Houston Co. is reported 
to. have obtained an order for 1,000 dvnamos for the French 
State Railways for train lighting. —Exchange Telegraph (Ant- 
werp). 


Glasgow.—Tramway Department. Recommended:— 
E.h.p. cable (lead covered) for Pinkston power station.—Hackbridge Cable 


Co., Ltd. 
Switches, for Parkhead depét.—English Electric and Siemens’ Supplies, 
Ltd. 


Corporation. Accepted :— 


Electrical installation. at 750 houses in connection with the Mosspark 
housing scheme, £8,933, subject to the approval of the Scottish Board 
of Health.—RK. J. Sinclair. " 


*, 
Government Contracts.—The following new Government 
contracts were placed during February, 1922 : — 


ADMIRALTY CONTRACT AND PURCHASE DEPARTMENT, 
Boiler-house equipment.—Ruston & Hornsby, Ltd. 
Underground supply cables.—Foote, Milne & Co. 
Electric traveller.—Stothert & Pitt, Ltd. 
Electrodes.—Quasi-Arc Со., Ltd.; Alloy Welding Processes, Ltd. 
Magnetic collision mat.—General Electric Co., Ltd. ! 
l.p. switehboards.—Whipp & Bourne, Ltd. 
Portable resistance testing sets.—Everett, Edgcumbe & Co., Ltd. 
RERO OE armatures of clectric generators.—W. Н. Allen, Sons & Co., 
td. 
Carbon drive and circulating motors and spare parts.--Jas. Keith & Black- 
man Co., Ltd. 
е War OFFICE. 


• Electric cable.—Siemens Bros. & Co., Ltd. 
Electrical equipment.—Enyplish Electric Co., Ltd. 
Klectric fans.—-General Electric Co., Ltd. 
Generator. repairs.—Englise Electric Co., Ltd, 
Switchbourds, Drake & Gorham, Ltd. 


AIR MINISTRY. 
Amplifiers.— Marconi Scientific Instrument Co, Ltd. 
Condensers.—Gambrell Bros., Ltd. 
Engine-driven pumps.—Rees Roturbo Manufacturing Cu.. Lid. 
Valves, —General] Electric Co., Ltd. 


Post Orrick, 

Telephone apparatus.—General Electric Co., Lid. (Peel-Conner Telephoae 
Works); Western Electric Co., Ltd. 

Testing, protective apparatus, &c.—Cambridge & Paul Instrument Co., 
Lt:d.; Phoenix Telephone & Electric Works, Ltd.; Western. Electric 
Co., Ltd. 

Submarine cable.—Siemens Bros. & Co., Ltd, 

Telegraph and telephone cable.—Enfield Ediswan Cable Works, Ltd. ; W. T. 
Henley's Telegraph Works Co., Ltd. 

Jointing sleeves.—Dugard Bros., Ltd. : 

Laying conduits.—Additional contracts for laving conduits in. London and 
different: parts of the country were placed during the month. 

Lifts.—Waterloo Street Parcels Office: ДА. & Р, Stevens. 

Manufacture, supply, drawing-in, and jointing cable.—Waltham Cross- 
Bishop's Stortford: Johnson & Phillips, Lid. Oklham-Huddersficld- 
Halifax:  Pirelli-General Cable Works, Lid. Stanmore-Cheshum : 
Siemens Bros. & Co, Ltd. — Walsill-Wolverhampton-W'ednesburi- 
Willenhall: British Insulated & Helsby Cables, Ltd, 

Pneumatic telephone docket distribudng tubes.—London Trunk Exchange, 
G.P.O. (5.): Western. Eleetric Co., Lid. 


| Н.М. Orrick ОЕ Works, 

Engineering services.—Bethnal Green houses, clectric wiring: “Tredepars, 
Ltd. Frimley sanatorium, electric: wiring: Alpha Manufacturing Co. 
Ltd. Teddington Laboratory, electric lift: W. Wadsworth & Som, 
Storage battery : Chloride Electrical Storage Co, Ltd. Cable, &c. : 
Hackbridge Cable Co., Ltd.; Enfield Ediswan Cable Works, Lid. 

CROWN AGENTS FOR THE COLONIES. 

Battery material.—Pritchett & Gold & E.P.S. Co., Ltd. 

Switchgear.—Metropolitan-Vickers Electrical Co., Ltd. 

Telephones,—Phonopore Construction Co., Ltd. 

X-ray outfits—Cox Cavendish Electric Co., Ltd. 

COMMISSIONERS OF PuRLIC Works, DURUN. 


Installation of electric lighting plant, Leopardstown Park Hospital.— 
Handley & Robinson, Ltd. 


London.—ST. Panxcras.—Electricity and Public Lighting 
Committee. Coal for the Electricity Departinent :— 

2,000 tons Bentinck $ in. nutty slack, 23s. 2d. per ton; 500 tons 1 in. 
hard nutty slack, 225. 5d, per ton; 500 tons Ramerott hards, 35s. Gd. 
per ton.—J. H. Beattie & Co., Ltd. (accepted). 

Ash-handling plant for King's Road station, £2,355.—Underfeed Stokere 
Co., Ltd. (recommended). 

STEPNEY.— Electricity Comniittee. 
Supply of electricity to the Wapping hydraulic power station. Meters, 
£166.—A. Reyrolle & Co., Ltd. (recommended). 
FuLHAM.—Electricity and Lighting Committee.—The Com- 
mittee recommends the Council to authorise the acceptance by 
the Hammersmith B.C. of the tender of the Pirelli-General 
Cable Works of £5,005 for the cable required for the duplicate 
main in connection with the linking-up scheme. 

Water-circulating system :— 

Excavation work and erection of a reinforced concrete. sump-screening 
well and culvert, £4.457.—]. Cochrane & Son, Ltd. (recominemied). 

Revolving screen with driving motor, cable, and connections, £1,513.— 
F, W. Brackett & Co., Ltd. (recommended). 

HAMMERSMITH. — Electricity 
(annual contracts) :— 
• Stoneware conduit (£175).—Albion Clay Co., Ltd. 
Insulated wires (£141).—Enfield Ediswan Cable Works, Ltd. 
Draw boxes, frames and covers (£320). —W. Lucy & Co., Ltd. 
STOKE NEWINGTON.—Electric Lighting Committee. 
mended :— 

Spare parts for e.h.p. switchboard (£109).—General Electric Co., Ltd. 

Hackney.—Public Health Committee. Accepted :— 

Mechanical clinker loader, £630.—Ransomes & Rapier, Ltd. 

KENsINGTON.—Borough Council. Recommended :— 
Installation of clectricity at the Town Hall, £925.—Rawlings Bros., Ltd. 


Committee. Recommended 


Recom- 


New Zealand.—With further reference to our note on 
page 57, бес. Rev., January 13th, below we now publish from 
Tenders further particulars of the tenders accepted by the 
Public Works Committee in connection with the Manyahao 
hydro-electric power scheme :— | 

Seven 4,000-КУА transformers (British manufacture), £16,574.—A. D. 

Riley & Co. 
Three 6,450-b.h.p. and two 3,250-b.h.p. waterwheels, £23,795.—Boving and 
C М 


о. 
Three 6,000-kVA and two 3,000-kVAÀ generators, £54,967.—Met.-Vickers 


Electrical Co. 
Delivery is to be made within 15 months. 


The contract for the supply of the steel pipeline for the 
Waikaremoana hydro-electric power plant is, states Tenders, 
being carried out by Messrs. Corv-Wright & Salmon, of Wel- 
lington, N.Z., at a cost of £12,510, and is now approaching 
completion. 

Stockton-on-Tees.— [-lectricitv. Committee. Accepted:— 


E.h.p.. Lpa and pilot cables, £2,969.— British Insulated & Helsby Cahles, 
Lid. 


The Still Engine.—]n a paper read before the Institute of 
Marine Engineers (Ine.) on March 14th, Mr. E. L. Martinean 
stated that the Still system could be applied to any type of 
internal-combustion engine by the modification of a few 
details, with a resulting increase in output with the same fuel 
consumption. Whereas the Diesel engine could only convert 
St per cent, of the heat value of the fuel into useful work, bv 
changing it to the Still system, the proportion could be raised 
to 40 per cent. 
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FORTHCOMING EVENTS. 


Royal institution ef Great Britain.—Saturday, March 25th. At Aibemarie 
Street, W. At 3 p.m. Lecture on * Radioactivity,’ by Sir E. Ruther- 
ford, F.R.S. (Lecture 1V.). 

Electrical Power Engineers’ Association (Kent Section).—S:turday, March 
25th. At the Church Institute, Maidstone. At 6.30 p.m. Lecture. on 
* Petroleum : its Insulating and Lubricating Power," by Mr. E. А. Evans. 

illuminating Engineering Society.— l'uc-Jay, March 28th. At the Royal So- 
ciety of Arts, John Street, Adelphi, W.C. At 8 p.m. Joint discussion with 
the Royal Institute of British Architects on * The Lighting of Public 
Buildings; Scientific Methods and Architectural Requirements." 

Nottingham Society of Engineers.—Wednesday, March 29th. At the Wel- 
beck Hotel. At 7 om. Paper on “ The X-ray Examination of Materials," 
by Mr. J. F. Driver. 

industrial League and Oouncil.—W'«dnesday, March 29th. At Caxton Hall, 
S.W.l. At 7.30 p.m. Lecture on * The Necessity for Educating the 
Worker in Industrial Economics," by Major I. Salmon. 

Institution of Electrical Engineers.— Thursday, March 30th. At the Institu- 
tion, Victoria Embankment, W.C. At 6 p.m. Paper on “ Applications of 
Electricity. to Agriculture," by Mr. R. Borlase Matthews, 

(North-Eastern Centre). —Monday, March 2rth. At Armstrong Col- 
lege, Newcistle-on-Tyne. At 7.15 p.m. Paper on * Protective Apparatus 
for Turbo-Alternators,”’ bv Mr. J. A. Kuyser. ` 

(North-Midland Oentre).—Tuesdav, March 28th. At the Hotel Metro- 
pole, Leeds. At 7 рап. Paper on “ Prowetive Apparatus tor Turbo- 
Alternators,” by Mr. J. A. Kuyser. 

(East-Midland Sub-Centre).— Tuesday, March 28th. At The College, 
Loughborough. At 6.45 p.m. Paper on “The Future of Power Gemra- 
tion," by Mr. A. H. Seabrook. 

(North-Western Students’ Centre).—Tucsdav, March Wrth. At the 
Houldsworth Hall, Deansgate, Manchester, At 7.30 p.m. Address by the 
Chairman of the N.W. Centre (Mr. W. Walker). 

Chemical Society.— Thursday, March 30th. At Burlington House, Piccadilly, 
W. At 4.30 p.m. Presidential address by Sir James Walker, F.R.S. 
8 p.m. Informal meeting. 

institution of Meohanical Engineers.—Fridav, March 3151, At the Institu- 
tion, Storey’s Gate, S.W. At 6 p.m. Paper on "" The Milling of Screws, 
and Other Problems in the Theory of Screw-threads," by Prof. H. H. 
Jeficoat. 

Junior Institution of Engineers.—Friday, March 31st. 
At 8 p.m. Lecturette, “ The Steel-smelting Shop,” 
Dickinson. : 

Batti-Wallahe’ Soociety.—Fridav, March 3lst. At the Holborn Restaurant, 
W.C. At 7 p.m. Eleventh annual dinner (ladies! night). 


At Caxton Hall, S.W. 
by Mr. D. F. 


"ELECTRICAL REVIEW" SERVICE 


DEPARTMENT. 


THE 


To enable us to complete replies to queries received this 
week we need the names of suppliers or manufacturers of :— 
Ferrilite Illumination strip holders. 
Banbury electric heaters. ` 
Roland-Wilde fuel calorimeter. 
Pascarella electrolier (used chiefly for railway work). 


NOTES. 


Bradford Electrical Contractors’ Dinner.—The fourth an- 
nual dinner of the Bradford branch of the National Fede- 
rated Electrical Association took place on March 17th. Mr. 
Arinistead Smith presided over a large attendance, and the 
visitors included representatives of the municipal electricity 
.authority, manufacturers of electrical appliances, and whole- 
silers and factors. Mr. Percy Collinson (ex-president of the 
Bradford branch and of the National Association, supporting 
the toust of the N.F.E.A.,, proposed by Mr. L. W. Douth- 
waite, said the great difħeulty the contractors bad always 
heen up against as contractors had been to come to un under- 
standing with electricity supply authorities and manufac- 
turers. There were even yet electricity undertakings which 
were not content with their legitimate function, but insisted 
on entering into competition with the contractors. He be- 
lieved there was now a much better spirit and that full 
understanding would soon be reached. The municipal engi- 
neers declared that there was a distinct demand for the hire- 
purchase system in motors, and in the near future it would 
be essential for contractors to formulate a hire-purchase 
scheme, or they could no longer stand in the way of the 
municipal engineer doing it. Mr. Collinson said he believed 
this was about the only stumbling block now to a definite 
understanding, and he hoped it would soon be removed. 
When he had asked manufacturers why they could not see 
their way to put the contractors on a fairer basis, they replied : 
“Well. why should we? You presumably are claiming 
these. discounts. because you are retailers; Where are your 
showrooms? Where is vour publicity? Are you pushing 
the goods enough?" The manufacturer was prepared to do 
anvthing for anybodv who was going to help to sell his 
toads, but the contractor was looked upon as pot doing his 
best. Mr. Collinson said his own reply had alwavs been: 
‘Whilst vou feed the contractor on sknnmed niilk he cannot 
afford greater showroom and publicity facilities and more 
travellers." This question of showrooms. however, was 
certainly а very vital one. Jn Bradford they had a muni- 
cipal showroom. and Mr. Collinson believed the contractors 
had a good working arrangement with that department, but 
It was a question whether that showroom in itself was ade- 
anate, and whether the individual contractors should not 
have showrooms also; it was a question whether they should 


not co-operate either with the existing showroom or with 
each other for а showroom of their own. ‘The chairman, 
responding, said in Bradford the contractors were already in 
negotiation with the municipal department with a view to a 
publicity campaign. It might be only à comparatively small 
beginning, but they hoped it would grow. Mr. L. Jessop, 
proposing * The Guests," said the members were glad to 
welcome the visitors, amongst. whom they had Mr. Thos. 
holes (the city electrical engineer), Mr. C. E. Allsop (the 
sales manager to the department), Messrs. Barnett and 


" Parker (as representing the consumers’ department of the 


trade), Messrs. Douthwaite and Dyson (for the wholesalers 
and factors), representatives of the Metropolitan Vickers Co. 
and the General Electric Co. (for the general manufacturers), 
representatives of Messrs. Henley and the Liverpool Cable 
Co. (for cable manufacturers), and also contractors who were 
not members of the Federation. 

Mr. Thos. Roles, responding, said he had always recog- 
nised the contractors as very -important auxiliaries to the 
electricity supply department; all branches of the trade must 
pull together. The Association was for the good of the elec- 
trical business, and he considered that there was no city m 
the country in which there was a better class of electrical 
work done than Bradford. There was a feeling that the 
contractors were not doing everything they. could do to foster 
the latent demand. He doubted whether contractors fully 
appreciated the great extent of that prospective demand, and 
as an illustration he instanced the immense use of electricity 
for domestic purposes in America. The time would come 
when there would be verv few good houses of £25 per year 
or so rental without an electric washing and ironing outfit. 
The Bradford Cornoration did not want to do the direct 
selling to the publie if the contractors would do it. The 
Corporation wanted to sell electricity. As to co-operation 
for showrooms, when the Corporation showroom was put in 
hand, he had himself stated that if the contractors would run 
a co-operative showroom he would ask the Corporation not 
to proceed. In the matter of the price of energy. they would 
have to have an output of some fifteen million units to 
effect а material reduction, and the department would be 
thankful for the contractors’ help. 

Mr. Smith (General Electrie Co., T.td.), Teds office. said 
that if the contractors could grip the suggestion made by 
Mr. Collinson, it would be a great step forward. The average 
eonsumer did not know what conld be done electrically, and 
it was up to the contractors to let him know. 

In the course of the evening an enjovable programme of 
music and humorens monologue was provided by Messrs. T. 
Ackroyd, W. D. Wilson, Т, Bacon, A. C. Loxley, and A. 
Frillmghouse, all members of the branch. 


Appointments Vacant.—Plumber-jointer for the City of 
Carlisle Electricity, Department; the Manchester Corporation 
is inviting applications for the position of General Manager of 
its tramway undertaking. (See our advertisement columns 
to-day.) 

The Language of Science.—Scientific reports do not often 
provide humorous reading, but the following comparison will 
show that this quality, even if unintentional, is not always 
lacking. Giambattista Porta, a Neapolitan philosopher who 
died in 1615, was requested to report his views on the lode- 
stone, which he did as follows. 

"] think the lodestone is a mixture of stone and iron, 
as an iron stone or a stone of iron. Yet do not think the 
stone is so changed into iron as to lose its own nature nor 
that the iron is so drowned in the stone but 16 preserves it- 
self; and whilst one labours to get the victory of the other 
the attraction is made by the combat between them. In 
that Боду there 1s more of the stone than of iron, and there- 
fore the iron, that it muy not be subdued by the stone, desires 
the force and company of iron; that not being able to resist 
alone, it may be able by more help to defend йе. For 
all creatures defend their being; wherefore that it may enjoy 
friendly help and not lose its own perfection it willingly 
draws iron to it, or iron willingly comes to that.” 

More than three hundred vears later, that is, early last 
year, a University professor, giving evidence before a Parlia- 
mentary Committee on fuel supply, was reported as saying :— 

'" In the main it is correct, but not scientifically correct. 
My talk might be criticised, part of this, in the analysis of 
coal. In analysing coal, called proximate analysis, coal is 
generally analysed for moisture, volatile combustion, fixed 
carbon and ash. Now the moisture in this coal ie not the 
moisture that would appear in a piece of coal, but it is con- 
tained in the coal. This moisture is driven off vour coal in 
your analysis as practically boiling water. Volatile combus- 
tibles comprise various constituents. Your fixed carbon is 
the remaining carbon contained in the ash. Following thet, 
we know that the general accepted classification of coal in 
the lowest form is lignite, next bituminous. and next, gener- 
ally speaking. is an anthracite. The elassifteation of coal is 
a verv difficult subject, and everybody who knows anything 
about classification of coal has a different idea from another 
man, but, generally speaking. between lignite and bituminous 
the distinction is in the moisture content of vour coal." 

How delighted he must have been when he read this effu- 
sion. One cannot help wondering what he really did say! 


H. WILLIAMSON. 
Member Faraday Societ y. 


416 


THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2,313, MARCH 24, 1922, 


DEREN ERREUR Н НН Н НН НОНЕ ————— 


London County Council Committees.—The following Com- 
mittees have been appointed for the year 1922-23 :— 

Highways Commattee.—Mr. D. Davies, Mr. B. F. Galer, 
Mr. a. С. к. Goll, Earl of Haddo, Mr. G. H. Hume, Mr. Е. H. 
hemp, Lt.-Col. A. C. H. Kennard, Mr. S. March, Mr. C. W. 
Matthews, Mr. W. J. Morton, Mr. J. Osborn, Miss R. M. 
Parsons, Capt. G. E. Pierrepoint, Mr. E. W. Ratfety, Mr. А. 
N. Scott, Capt. O. Wakeman, Mr. H. Ward, and Mr. W. d. 
Webb. 

Stores and Contracts Committee. —Lt.-Col. E. Ball, Sir J. 


Benn, Bart., Mr. J. G. Butler, Mr. D. Cawdron, Mr. E. Cruse, ` 


Mr. D. Davies, Mr. F. Holmes, Mr. W. Hunt, Mr. W. C. 
Johnson, Mr. W. J. Pincombe, Sir L. Pound, Bart., Mr. P. 
H. Reed, and Major I. Salmon. 

London Electricity Supply Cominittec.—Mr.. E. M. Dence, 
Mr. Р. A. Harris, Mr. G. 1f. Huime, Sir C. Jackson, Mr. H. 
Mills, Lord Monk-Bretton, Mr. H. Morrison, Mr. О. W. 
Nicholson, Mr. R. C. Norman, Miss R. M. Parsons, Major I. 
Salmon, Mr. E. Sanger, Mr. H. Ward, and Mr. W.J. Webb. 


Electric Arc Welding.—The object of Mr. A. T. Wall's 
paper on the subject oi есітсе Welding Applied. to Steel 
Construction, with Special Reference to Ships," which he read 
to members of the Institution of Mechanical. Engineers last 
month, is to call attention to the various. ways. m 
which electric welding is being applied to ship construction, 
and to indicate further possibilities in this connection tor 
steel structures. Reference is also made to the necessity for 
taking reasonable precautions in carrying out this work. Elec- 
tric welding is now approved by registration societies for the 
survey of shipping. for strength parts of a ship structure, This 
may be said to be the greatest step made in this branch of 
industry, and it has demonstrated that an electri 'ally-welded 
vessel can carry out successfully the work of à sea-going 
carrier. 

The author considers that there is very ample scope for the 
application of electric welding to the structure of a ship, 
or to апу other steel structure. It would result in more 
efficient structures because of better joints with less material. 
If judiciously applied, the cost need not be greater than with 
riveting. ‘Lhis is especially true if the increased earning 
capacity of a vessel, due to increased deadweight is taken into 
account, since first cost 15 by no means Ше only consideration. 
It would be expected that there should also be a reduced 
upkeep cost. ‘The saving of weight is of particular value in 
warships and high-speed merchant vessels, because the horse- 
power required to propel them can be considerably reduced. 
This saving of weight is aiso important in any structure 
which has to carry its own weight. A welded structure is 
more homogeneous than a riveted one. Further experience 
would appear to be necessary before saying definitely that, 
in a combination of riveted and welded joints, the greater 
slip of the riveted joints after the stress exceeds its elastic 
slip value would throw all the stress on to the welded Joints; 
but in any case such a contingency should be avoided, because 
it would appear to be unwise to stress a riveted Joint beyond 
its elustic slip value. | 

With regard to the ultimate extensibility and contraction of 
area of a butt-welded mild-steel piece, these are not as great 
as in a plain piece of mild steel. ‘This would not appear to be 
a drawback, because the extensibility of the weld at its 
breaking point is about sixty times its extensibility at the 
yield point, giving a good margin. If, in the future, steel 
is produced for structural work with higher mechanical quali- 
ties than the present. mild steel, it follows from what the 
author says about riveted joints that riveting will not give the 
extra strength commensurate with the better steel, and weld- 
Ing appears to present the best and probably the only solution. 
Spot or resistance welding ijs dangerous in structural work, 
because an oxide line must of necessity be produced at the 
junction between the two surfaces, and the unwelded portions 
act as leading cracks, causing failure through the oxide line. 

All that has been stated has been based on the assumption 
that the welding has been properly carried out. Good. welding 
depends on the use of an efficient electrode and a capable and 
conscientious welder. The first condition can easily be met by 
specification and test. — Lloyd's Register, and it is believed 
the British Admiralty, have already framed tests which would 
satisfy them. Without doubt welders should receive special- 
ised training and should be morally incapable cf doing scamped 
work or covering up bad work. It i$ now recognised by many 
practical shipbuilders that there are great possibilities in 
electric welding. 


Commercial Electrolytic Iron.—.\ process of producing 
commercially electrolytic iron that has been developed jn 
France is described in the Iron and Coal Trades Review as 
consisting of the electrolvsing of a concentrated solution. of 
ferrous chloride at a temperature of 75 des. C. — Cast-iron 
soluble anodes are used and a rotating steel mandrel forms 
the cathode: a current density of 1.000 A per sq. m. is erm- 
ploved. and a deposition. of dense, smooth iron of any 
desired thickness is obtained by the unse of depolarisers. 
Moreover, there is no irregularity of wall thickness in. tubes 
made by the process. Sulphide ores are mostly employed, 
and a new use 1s therefore found for the most abundant, and 
correspondingly cheap, American pyrruotite ore. The National 
Tube Co.’s tests resulted in a yield point cf 62,009 Ib. of iron 


deposited per sq. in., the scleroscope hardness of 27 falling 
to ll upon re-heating, and the Brinell hardness of 155 to 
04, the elongation being 12 per cent. on an 8-ш. strip. 


The Batti-Wallahs' Society.—This Society held its annual 
general meeting at the Holborn Restaurant on Monday last, 
When a goodly und representative gathering wus presided over 
by Mr. W. Е. Ireland, the retiring president. Mr. Pooley, 
who has been the hon. secretary for the past twelve vears, aud 
Mr. A. J. Greenly, the hon. entertainment secretary, both ot 
whom wished to retire, but felt unable to do so while the 
Soclety's allairs languished, now relmquish their posts. They 
are succeeded by Mr. M. Whitgift as non. secretary, and Mr. 
Е. G. Batt as hon. entertainment secretary. Mr. Edgar 
Barralet is the new president, with a strong committee, and it 
has been resolved that the festive meetings shall now be re- 
colmmenced, and an active season 15 in contemplation. Тһе 
comunittee for 1922 18 :—Messrs. A. W. Blake, Leslie Dixon, 
M. R. Gardner, R. Grierson, А. Е. Harmer, and L. S. Richard- 
son, With officers as above. 


Service Notes.—l eut. С. G. OMMANEY has been appointed 
to the battle-cruiser Hood, flagship of the Atlantic bieet, их 
squadron W.T. ofheer. Captain F. П. Mastexs, C.B.E., ПО, 
A.M.L.E.E., from the London Electrical Engineers, has been 
promoted major in the general list of the Reserve of Officers 
of the Royal Engineers. Major К. W. E. EbpoccMBtE, T.I), 
M.Inst C.E., .M.I.E.E., has relinquished his. commission 1n 
the London Electrical. Engineers, retaining his rank, with 
permission to wear the prescribed uniform. 


Miners’ Welfare Fund.—The committee appointed bv the 
Secretary for Mines. to allocate the fund constituted under 
Section 20 of the Mining Industry Act, 1920, has voted £12.00) 
to'provide for nnportaut research work in connection with (a) 
miners’ safety lamps, both tlame and electric, and (b) coal 
dust dangers; and aiso the preparation of abstracts of research 
data both in this country and abroad. £1.000 was voted t» 
wards research in connection with the control of atrnospherie 
conditions in deep and hot mines. All these research activities 
will be carried on under the supervision of the Mines Depart- 
ment. 


Synchronisation of Kinema Film and Voice.—.À demon- 
strauon was given, on March 3rd, at the Albert Hall, Leeds, 
of the invention of Mr. Claude H. Verity for the sv nchiront- 
sation of film and voice in kinematograph productions. by 
experiment over a considerable time past. Mr. Verity hes 
produced an apparatus which certiinly yields co-timing of the 
lp movements of persons on the screen with the sounds 
enutted from the electrically-controlled gramophone, although 
the typical defects of gramophone rendering, the scraping. 
the harshness and, at tines, indistinctness of words, are en- 
haneed by the amplifier horns which have to be used, in con- 
junction with a microphone attachment, in order to spread 
the sound over a large building. Mr. Verity риф his 
apparatus under а very severe test, having engaged a large 
hall, the acoustic properties of which are by no means of. the 
best. ‘Lhe sounds reverberated considerably, also because. 
being a private view, by invitation, there was a comparatively 
small audience in proportion to the size of the place. — The 
problem which Mr. Verity has yet to face is that of securing 
clarity of vocal enunciation whilst retaining tonal volume. 
The Verity system of synchronisation is bssed on complete 
electrical harmony between the projector, at one end ot the 
hall, and the gramophone behind the screen at the other end. 
Attached to the projector is a revolution counter, and there 
is also & commutator for electrically operating the counter 
attached to the gramophone. The spindle on which this is 
mounted has attached to it a rotating contact which operates 
a parallel row of lights. At the gramophone end а second 
row of parallel lights is controlled by a similar contact maker. 
There is also a revolution counter showing the revolutions of 
the gramophone turn-table and working in conjunction with 
the rotating contact. The film is consecutively numbered to 
correspond with the numbers shown on the revolution counter 
attached to the projector. By this combination, each of which 
is essential to the other, it is possible to synchronise the 
gramophone and the projector so that for anv length of time 
they do not vary more than one-twenty-fourth of à second. 
In case of the break of the film it-can be re-set, so that on 
starting up the machines, synchronisation is continued. 
Owing to each section of the film being numbered conse- 
cutively, 16 is possible to detect at a glance if a single picture 
of any section of film is missing or damaged, and black spac- 
ing is then inserted so that the film is always the same 
length until a fresh section can be secured. An automatic 
testing machine is employed for testing and showing if one 
pieture is missing at any portion of the film. 

А company is shortly to be formed to place the Verity in- 
vention on the market. A public show of three weeks’ 
duration is to be given at the Albert Hall, Leeds, commencing 
April srd. Mr. Verity is a native of Leeds, and has an office 
at 168, Briggate. 


The Wimbledon Case.—As we со to press we learn that on 
Monday next, at 8 p.m., the Town Council will consider a 
resolution. to appoint. Mr. A. E. McKenzie, M.LE.E. (of the 
stuff of Messrs. Sparks & Partners), chief electrical engineer 
to the Council, at a salary of £1,000 a year, as from June Ist. 
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A Transmission Line Dinner.—The landowners and 
farmers in the Amman Valley, over whose land the Swansea 
corporation Electricity Departinent's. new overhead trans- 
mission line to the Amman Valley has been erected, were 
entertained to dinner at the Hotel. Metropole, Swansea, on 
rriday last, by Messrs. Callender’s Cable & Construction Co., 
114., Who carried out the work. ‘The line extends 164 miles 
from the sub-station at Manselton, Swansea, to the sub- 
sation at Gelheeidrin colliery, brynamman, and there are 
three transinission lines and an earth line carried on 153 
poles. The route followed 1s over the Gellionen mountain, 
via the Clydach Valley, into the Amman Valley, and a tap- 
pag tower 1s to be erected on the mountain for an exten- 
son Into Clydach. Contracts have already been entered into 
with three collieries for the consumption of about four mil- 
поп units, and negotiations are proceeding with other colliery 
undertakings. The bulk of the requirements of the Gorseinon 
Electric Fighting Co., will also be supplied by means of this 
extension. The Swansea borough electrical engineer, Mr. 
G.W. Burr, presided over the dinner. Mr. Foulds, secretary 
of Messrs. Callender's, in proposing the toast of" The Swan- 
wa Corporation," pointed out that in extending the line 
beyond the borough the Corporation had undoubtedly given 
à great idvantaye to the outlying districts. Mr. Worsdell, 
of Messrs. Callender's, proposed "* The Electricity. Commit- 
tee and Laeut-Col.. A. Sinclair, the chairman, in reply, 
emphasised the advantages. which the farmers might derive 
fran this transmission line for agricultural purposes. The 
toast Of IU Messrs. Callenders," proposed by. the vice-chair- 
man of the Electricity Committee, Mr. George Colwell, was 
responded to by Mr. Foulds. 

Glasgow's Labour-saving Houses.—W'e regret that ру a 
sip in transeription, in. the last paragraph on page 296, the 
words "24 поп KWh " were inserted instead of “ 24 
thousand milion kWh.” 

Cable Charts and Cable Calculations.—The article on this 


subject which we published in our last issue has attracted Ше. 


attention of Messrs. Drake & Gorham, Ltd., who have sent us 
а specimen copy of a pocket "" Voltage-Drop Cileulator "" based 
on the allgninent principle which they have had in hand for 
ame months and are about to issue. This is a very ingenious 
and useful contrivance; the scales are so chosen that the same 
graduations do duty twice over, and the whole thing measures 
less than 64 by 44 inches when closed. For convenience in 
use, а reference. line on celluloid, rotating on a sliding centre, 
Is provided. ‘The device is thoroughly practical, direct read- 
ing, and Just the thing for the pocket. 

The Electrical Wholesalers’ Federation, Ltd.—The March 
meeting of the Council of ће E. W.F. was held in Birnune- 
паш recently, at the invitation of the members of the Mid- 
lind Section. At the election of officers, Mr. А. G. Beaver 
Sun Electrical Co., Ltd., London) was unanimously elected 
to occupy the presidential chair for the ensuing year 1922-3, 
and Mr. А. Holman (Holman & Co.,.Glasgow) was elected 
vice-president. The members of the Federation were specially 
invited to the Dritish. Industries Fair at Birmingham, and 
were entertained at. dunch by members of the | Executive 
Council and the electrical exhibitors. 


INSTITUTION NOTES, 


The Institution of Electrical Engineers.—INronMaL MEET- 
N—On March 6th Mr. E. Ambrose opened a discussion 
on the testing of e.h.p. cables. Мг. AMBROSE described in 
ital the latest form of the Delon testing apparatus; his 
remarks were mainly confined to the problems arising with 
Potentials of. from 20.000 to 30,000 V and upwards on cables 
el considerable Лепе. He pointed cut the failure of the 
ordinary loop and fallof-potential methods for finding a 
fault of, say 100,000 ohms resistance on a long feeder. He 
dsp spoke of the tendency of the dielectric to melt and seal 
a fault under testing. 

In the ensuing discussion Mr. W. E. Rocers, speaking 
from experience limited to medium pressures, thought that 
faults were generally self-evident and arose at joints or ter- 
шипа]. 

Mr. А. F. N. Виснакрѕ, Dr. R. D. Girrorp, and Mr. Е. F. 
HETHERINGTON spoke next. Мт. С. Grover drew attention to 
the danger of quickly charging a cable under test and the 
importance of slowly discharging it. A charge would 
сше in-a cable for some time after it had been dis- 
connected. and it Was often important to leave it earthed 
for many hours. 

Mr, P, DexsuEATH. drew a diagram of a method of testing 
he had used before the Delon set сате to, his aid. 

Messrs, С, А, Newent, А. G. HiLLING, and O. L. Rrconp 
followed, and then Mr. G. 1a. ADDENBROOKE spoke of the 
ne] for mere attention to this subject. Cables cost about 
half the total outlay on an electrical system, but through not 
тїн as spectacular as the superstrneture and machines they 
fol httle or no consideration excent [төш the people whose 
laty it waa to maintain them. Mr. W. E. BrabsHaw and 
Mr. A. G. KrxxEDy were followed by Mr. J B. Spark, who 
"пед a single dron-of-potential method he had evolved. 
Мт. Амкчовк, in conclusion, reviewed the points raised. and 
the meeting accorded him a vote of thanks. 


NORTH-WESTERN CENTRE.—There was a very large gather- 
ing of the members and their friends at the Manchester 
Municipal Cottege of 'L'echnologzy on March woth to witness 
an exhibition of kinematograph films, two of the subjects 
being “` Telephone Inventions of ‘To-day " and " Electricity 
in the Home," exhibited by Mr. F. Gill. Mr. P. Torchio's 
film showing tests on oil switches was exhibited by Dr. C. C. 
Garrard. ¢ 

SUMMER  MEzTING.— The programme for the Institution's 
Summer Meeting is substantially the same as that arranged 
for last vear, but abandoned on account of the coal strike. 
The first two days (May 20th. and 31st). will be spent in 
Glasgow, and visits will be paid to the Dalmarnock power 
station and a number of works. Excursions to Fort William 
and Kinlochleven аге being arranged on June Ist and 2nd. 
Members wishing to participate are asked to communicate 
with the Secretary of the Institution before March 31st. 

NORTH-EASTERN CENTRE.—It had been arranged that the 
president (Mr. J. S. Highfield) should give an address upon 
“The Primary and Secondary Education. of Enyineers ” at 
the meeting of the Centre on March. Ith, but he was pre- 
vented from attending by all-bealth. Мт. J. R. Beard delivered 
a lecture on his American impressions. 

LIVERPOOL SuB-CENTRE.—The paper by Messrs. L.J. Romero 
and J. B. Palmer on the " Interconnection of a.e. Power 
Stations” was read before the Sub-Centre on March 20th. 
The discussion was opened by Mr. Morton, who was followed 
by Dr. Marchant. Mr. Breach, Mr. L. B. Wilson, Mr. li. 
Midgley, Mr. Malpas, Mr. Кеше, and Mr. Dickinson. Mr. 
Romero rephed to the discussion. 


Institution of Civil Engineers.—On March 21st, at an 
ordinary meeting of the Institution, Mr. W. Willox, M.A., 
read à paper on " All-Electric Automatic Power Signaling 
on the Metropolitan Railway.” The author traced the 
growth of the system from 1900 to the present tine and esti- 
mated the saving in wages at £325 per week. The number of 
levers was reduced by the all-electric system from 645 to 
SIL, and during 1920 the cost of maintenance of the system 
only amounted to £123 per route-inile. 


Birmingham and District Electric Club.—On March 11th 
a paper on “ Ball Bearings, with special reference to Elec- 
trical Machinery," was read by Mr. C. Allen, of the Skefko 
Co. The lecturer gave an excellent account of the physical, 
mechanical and mathematical considerations which governed 
the design and construction of ball and roller bearings, with 
special reference to the investigations of Hertz, Striebeck 
and Goodman, Single-row and = double-row — self-aligning 
bearings were explained, with the thrust capacity of each 
type. A number of figures were given, bearing upon trans- 
mission eficteney of plain and pall bearings, the coefficient 
of friction of ball bearings being given at (001 and of plain 
bearings, under good conditions, of at least ten times this 
figure. An account was given of recent experience and prac- 
tice on the Continent and in America, where large motors 
and rotary converters were being constructed with ball bear- 
Ings with very satisfactory results. 


Junior Institution of Engineers.—.\t a meeting held in the 
Cuxton Hall, S.W.1, on March tth, an interesting lecture 
on " Power Factor. (improvement © was delivered. by Mr. 
(т. Н. Ayres. The lecture covered the subject in a very tull 
manner, and was well illustrated by lantern slides. Mr. 
Ayres first went into the nature of the power factor of an 
a.c. circuit, showing how a low power factor necessitated 
additional plant. to deal with a given. load as well as re- 
quiring cabies of larger section—a serious item in. long- 
distance transmission. Then the lecturer deseribed mm fairy 
full detail methods of improving low power factor, dealing 
first with static condensers. Several types made by the 
British Insulated & Helsby Cables, Ltd., were illustrated. 
The Seberbius phase advancer and the Miles-Walker cor- 
recting apparatus were then described. The oscillator or 
vibrator designed by Dr. Gisbert Kapp was also dealt with, 
and various forms of this, made by a number of electrical 
firms, were shown on the screen. Comparative costs per 
kVA of the several methods were given. The leeturer also 
made mention of the ways in which electricity supply autho- 
rities encouraged good power factor and penalised low power 
factor, stating that the most practical method seemed to be 
to fix a " datum ” line for charges, and deduct from or add to 
this in the same proportion as the consumer's power factor 
rose above or fell below the selected percentage. 


Chelmsford Engineering Society.—On March 9th, Dr. 
Aitchison, of Bimmningham, gave a lecture on ©“ Steel as an 
Engineering Material. The. crystalline strueture of steel 
was fully explained, illustrations being shown of crystals 
varying in size from minute particles to nearly four inches 
in length. During forging or rolling of the ingots. these 
crystals are drawn out into fine fibres, and the properties of 
the metal vary considerably aceording to the direction of the 
fibres or grain in the test piece. Sharp corners and notches 
and small particles of slig in the steel frequently cause local 
stresses, and sometimes complete fracture of the part. The 
lecturer was of opinion that the actual composition of a 
steel was not so Important as its condition and constitution 
with regard to heat treatment. | 
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OUR PERSONAL COLUMN.  ! 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 


keep readers of the ELECTRICAL REVIEW posted as to their 
movements, 


The recommendations of the Salford Electricity Committee 
with reference to the resignation of Mr. J. A. ROBERTSON, 
borough electrical engineer, and his appointment as consulting 
engineer at a retaining fee of £500 per annum, part of his 
duties to be supervising the construction of the new generating 
station at Agecroft at a fee of £2 per cent. upon its total 
cost (see Exec. Rev., March 3rd, 1922, p. 310), came before 
a special Council meeting last week and the 
meeting on Wednesday this week. At 
meeting there was a lengthy discussion. 
mittee revised its original recommendation, 
а fixed fee of £14,000 for 2 per cent. the cost, 
but there was an amendment to refer the matter back 
on certain grounds, one of the points of controversy being 
whether Mr. Robertson should be permitted to employ the 
servants of the Corporation. last week the amendment was 
adopted by 3l votes against 17, and the Council aecepted a 
motion to adjourn for a week. When the Council met on 
Wednesday it transpired that there was misunderstanding in 
regard to the controversial point mentioned above. As a 
matter of fact, it had been proposed that from the sum fixed 
as the fees for the Afecrott station, Mr. Robertson was to 
bear the whole of the expenditure on technical staff, offices, 
preparation of specifications, drawings, «c. 

Mr. Robertson felt it to be necessary to relinquish the 
routine work of the Salford department when һе was en- 
gaged by the Preston Corporation to construct a new power 
station, but the Salford Committee desired him to retain his 
connection with the departinent and act as consulting engi- 
neer. It is not surprising, therefore, that on Wednesday the 
Council reversed last week's decision and referred the ques- 
tion of Mr. Robertson’s appointment as consulting engineer 
to a special meeting of the Council. 

It is announced that Sik WILLIAM NOBLE intends to retire 
from the position of engineer-in-chief. to the General Post 
Office, Which he took up in June, 1919. He was knighted in 
1920. Sir William is öl years of age. An account of his 


adjourned 
lust week's 
The Com- 
substituting 
on 


career, together with a photograph, appeared in the ELECTRICAL . 


Review for May 9th, 1919. 

An Adelaide newspaper stated early in January that it was 
reported that the chairman of the Municipal Tramways Trust 
(Мк. A. B. Moncrierr, C.M.G., C.E., M.LC.E.) desired to 
retire from the position, and that he intended to take a 
trip to England at a later date. Mr. Moncrieff was first 
appointed in 1910, for a term of six years, and when that 
expired, in January, 1916, he was selected again for another 
12 months, and so on until the present. He is now in his 
seventy-seventh year. 

Tenders states that Mn. C. H. WickHAM, of the Adelaide 
Tramways, has been appointed works manager to the Mel- 
bourne Tramways Board. 

Mr. W. T. Kerr having now left the City of Hereford Elec- 
tricity Department, asks that for the next few weeks all com- 
munications with regard to the West Gloucestershire Power 
ned ee be addressed to him at ‘' Netherwood,” Tupsley, 

ereford. 

MR. G. J. SraNLEY,. A. M.I. E. E., has changed his address to 
82, Queen's Drive, West Derby, Liverpool. 

The Times announces the engagement between ‘TREVOR 
F. D. Rosr (late R.F.A.), only son of Mr. and Mrs. Rose, of 66, 
Portland Place, London, W., and [RENE PHYLLIS, younger 
daughter of Mr. and Mrs. Hugo Hirst, of 40, Park Lane, Lon- 
don, W, and '' Foxhill," Earley, Berkshire. 

MajoR Н. О. Wnarru, M.I.Mech.E.. M.IE.E., has been 
appointed manager of the Lighthouse Department of Messrs. 
Chance Bros. & Co., Ltd., Smethwick, Birmingham. 


Obituary.—Dr. J. T. MEnz.—We regret to record that Dr. 
J. T. Merz, Ph.D., Hon. D.C.L., LI.D.. Vice-Chairman of the 
Newcastle-upon-Tyne Electric Supply Co., Ltd., passed away 
at Neweastle-upon-Tyne on March 25. Dr. Merz, who was 
born at Manchester in 1840, at first devoted himself to 
chemistry, although he was also a mathematician of a high 
order. Buf in addition to his other extensive scientific and 
philosophical work, he was from an early date interested in 
the development of. electrical supply. | He was one of the 
founders of the Newcastle-upon-Tyne. Electric Supply Co., 
established in 1539, of which he was for many vears chairman. 
He was closely connected with, and took the deepest interest 
in, the expansion of this company from an electric lighting 
company into one of the most important power undertakings 
in the country. He was also. in 1531, a director of the Swan 
Electric Light Co., the frst glow-lamp manufacturers in this 
country. In addition to all his business interests he also took 
a close interest in the question of technical education, and 
was for many years closely associated with the work of the 
Armstrong College, Newcastle. Among his numerous impor- 
tant literary works, the most notable were ''A History of 


European Thought in the Nineteenth Century," '' Religion and 
Science," and " A Fragment on the Human Mind.” 


.. Will.—The late Mn. J. C. GrEa, a director of the Aberdeen 
Electrical Engineering Co, and of various other Scottish 
undertakings, left £50,510. 


NEW COMPANIES REGISTERED. 


Lelios Lamp Co., Ltd -(180,339).—Private company. 
Registered March loth, Capital, £2,000 in £1 shares, To acquire the business 
of А. de Jong, carried on at St. Andrew's House, 32-4, Holborn Viaduct, Е.С], 
and to carry on the business of electricians, electgical engineers, manufac- 
turers of, and dealers in, and agents for all kinds of electric lamps, &c. The 
subscribers (each with one share) are :—W. J. Woodhouse, 66, Cecile Park, 
Crouch End, N.8, articled clerk; 5. Groves, 32, Preston Road, Brighton, 
Sussex, law student, А. de Jong, signs as director. Registered. office : 324, 
Holborn Viaduct, E.C. 


Workington Electric Power Co., Ltd. (180,361) .— Private 
company. Registered March 15th. Capital, £20,000 in £1 shares. To curry 
on the business of inanulacturers and suppliers of electrical energy, &c. dh 
first directors are:—S. Kelly, '* Bryansetud," Maxwell Road, bangor, Cv. 
Down, merchant; Mrs. M. Kelly, no address given; S. Moss, Station Street, 
Belfast; T. s. Durham, Hensingham Road, Whitehaven, mining engineer. 
So long as the St. Helens Colliery and Brickworks Co., Ltd., hold £5,000 
shares they may appoint one of their directors to be a director of this com- 
pany. Qualification (except such nominee, who requires none), £109. Re- 
muneration as fixed by the company. Secretary’: W. Addison. Solicitor: О. 
F. Ormrod, Whitehaven, Cumberland. 


Dalgetti Electric, Ltd. (180,308).—Private company. 
Registered March 14th, Capital, £500 in £l shares. To carry on the business 
oi electrical engineers for dealing in all contracts and sales of electrical 
fittings and materials pertaining thereto, &c. ‘The first directors are: W. E. 
L. Bury, 3, Walverton Avenue, Kingston Hill; R. H. Limming, 34, Caversham 
Road, Kingston; J. С. White, Чо, Auckland "Terrace, Kingston. Qualifica- 
tion, 50 shares. Registered office: 10, Conduit Street, Ww. 


London Lamps, Ltd. (180,314).—Private company. Re- 
gistered March 14th. Capitu, £500 in £5 shares. To carry on the business 
of manufacturers of and dealers in electrical and other lamps and appuratus, 
хе. The subscribers are :;—G. C. Walsh, 69, Hatton Garden, E.C., electrical 
engineer; J. Mackay, 69, Hatton Garden, E.C., company secretary. G. C. 
Walsh is sole permanent director. Secretary: J. Mackay. Registered office: 
69, Hatton Garden, E.C.1. 


London Radio College.—The London Radio College, Ltd., 


has been registered as а * private " company with a nominal capital oí 
2000 in £l shares. The objects are: to establish schools for instruction in 
radio-telegraphy or telephony or other method of intercommunication, Хх. 


The subscribers (each with one share) are:—A. E. Fournier, 18, Fleet Street. 
E.C., articled clerk; J. Ball, 18, Fleet Street, E.C., clerk. The directors are 
to number not less than two nor more than six. The Radio Communication 
Co., Ltd., shall have the right to be represented. on the board by one-half 
of its members and to nominate one of such number to be chairman, Sub- 
ject thereto the subseribers are to appoint the first directors. Qualification, 440. 
Remuneration as fixed by the company, Solicitors: Amery, Parkes & Co. 
18, Fleet Street, E.C. No notice of situation of registered office was filed at 
time of incorporation. The file number is 180,296. 


Perfecta Electric, Ltd. (180,298).—Private company. 
Registered March 18th. Capital, £1,000 in £l shares. To acquire " The 
Perfecta. Cinema Shutter from the patentee, J. H. Greenfield, and to carry 
on the business of kinema, theatrical and general maintenance work, electri- 
cians, mechanical engineers, &c. The permanent directors are :—J. T. Hall, 
557, Crookesmoor Road, Sheffield; J. H. Greenfield, 81. Pickering Road, 
Sheffield; A. С. Hides, 46, Owlergreave Road, Darnall, Sheffield. Qualifica- 
tion of first three directors: must be a member of the company; of other 
directors, £200. Remuneration, £20 each per annum. Solicitor: J. Baker, 29, 
Bank Street, Sheffield. 


Elite Electricars, Ltd. (180,386).—Private company. Re 
gistered March l?th* Capital, £2,000 in £1 shares. To carry on business 
as indicated bv the title. The subscribers (each with one share) are ;—E. H. 
Lewis, 9, Plasturton Place, Cardiff, motor engineer; F. S. Munn, 158, Cathe- 
dral Road, Cardiff, engineer. Е. S. Munn signs as director. Remuneration 
as fixed by the company, Solicitor: C. Crowther, 23, Abingdon Street, West- 
minster, 


Bideford and District Electric Supply Co., Ltd.—Prosnec- 
е 


tus of a company to be formed to acquire the nefit of two agreements 
entered into by S. I. Knill, of Barnstaple, sanctioning the construction of 
work for the supply of electricity in Bideford and Northam, е. Capital, 
£25,000 in £1 shares (7,500 7 per cont. preference and 17.500 ordinary). Pro- 
posed directors :—Major W. Ascott, O.B.E., " Westbridge," Bidelord; Е. \. 
S Bartless, ‘ Glenburnie," Bideford; J. U. Fulford. J.P. '* Southcote, 
Bideford; J. N. A. Houblon, M.LE.E., * Boxford," Newbury; Sir Robert 
M. Hyslop, J.P., C.C., 139, Cannon Street, E.C.; Н. N. С. Stuceley. J.P. 
“Moreton,” Bideford; G. C. Smyth-Richards, *' Filleigh," South Molton. 
Engineers and contractors: Crompton & Co., Ltd., London and Chelmsford. 
Solicitors: Hole, Seldon & Ward, Bideford. Secretaries and office (pro tem.): 
Robert & Richard Blackmore, “ Alexandra House," The Quay, Bideford. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


East India Tramways Co., Ltd. (74,457).—Return date! 
December 8th, 1921. Capital, £100,000 in £1 shares (5,000. preferred. o n 
ordinary, and 50.000 deferred). 7,476 preferred, 33,433 ordinary, and oU 
deferred shares taken up. £7,489 paid, including £6 paid on 24 preferred shares 
lorfeited. 483,420 considered as paid. Mortgages and charges, nil. 


Brecknell, Munro & Rogers, Ltd. (19. 66) .—Capitzl. 
£150,000 in 2,200 pret, shares of £3 each and 278,000 ordinary shares ul 1s. 
each. Return dated January 25th, 1922. 2.058 pref. and 174.820 ordinar) 
shares taken up. 105. per share called. up on 160767 ordinary and £? pil 
share on 2.058 prel. £90,673 10s. paid. £7,03L considered as paid on 140% 
ordinary shares. Mortgages and charges, nil. 


Hexham and District Electric Supply Co., Ltd.—Deben- 
ture and mortgage both dated February 24th, 1822, to secure. £23,000. cnt 
on the company's undertaking and property, present and future, including 
uncalled capital and certain land and premises at Hexham Bridge End, s 
umberland. Holders: D. M. Muir, Grey Street- Meomme-on-Tyne; aM 
Т. H. Osky, 5, Princes Sureet, Е.С, 


t 


{ 


5 ikeir 


ЕГИН 


t 


LL RN ETS Бр раан MCN SIM GE EIN UEM IE ET TEE OCT TOTES IIT LTE NE TAI EEE LN ES MUS OEC URN LTTE LOND EE EDEL E DOT 


Vol. 90. No. 2,313, МАвсн 24, 1922.] 


THE ELECTRICAL REVIEW. 


419 


Bourne End and District Electricity Corporation, Ltd.— 
kae on February 28th, 1922, of £1,102 8s. 104. debentures, part of a series 
aircady registered. a 

Cesco, Ltd.—Debenture dated March 2nd, 1922, to secure 
gi), charged on the conpany's undertaking and property, present and 
future, including uncalled capital. Holders: Branch Nominees, Ltd., 15, 
Bishopsgate, Е.С. - 

Dubilier Condenser Co., Ltd. (in voluntary liquidation) 
formerly Dubilier Electrical Syndicate, Ltd.).—Satisfaction in full on Novem- 
ter Tth, 1921, of debenture dated February 17th, 1920, securing £20,000. 


Burnham and District Electric Supply Co., Ltd.—Particu- 
hrs of £73) debentures authorised October Sth, 1921; whole amount issued; 
charged on the company’s undertaking and property, present and future, in- 
cluding uncalled capital. 


Oldham, Ashton & Hyde Electric Tramways, Ltd.—Satis- 
P поп in full on various dates from July 25th, 1916, to January Ist, 1921, 
{debentures issued under trust deed dated July 2]st, 1839, securing £15,800, 
iel March láth, 1922 (liquidators appointed August 3rd, 1921). 


National Conduit and Cable Co., Ltd. (59,251).—Return 
datod December 3151, 1921. Capital, £1,000 in £l shares. All shares taken 
up. £7 paid. £993 considered as paid. Mortgages and charges, nil. 


Chadburn's (Ship) Telegraph Co., Ltd, (56,572).—Return 
ewed February láth, 1922. Capital, £120,000 in £1 shares (60,000 pref. and 
60.000 ordinary). All shares taken up. £l per share called up on 50,000 
pref, and 50.000 ordinary. £100,000 paid; £20,000 considered as paid on the 
remainder. Mortgages and charges, nil. 


India Rubber, Gutta Percha .and Telegraph Works Co., 


Ltd. (11,220).—Return dated December 14th, 1921. Capi- 
3, £1,250.000 in £1 shares (750,000 ordinary, 250,000 pref., and 250,000 un- 
sued). АП the ordinary and preference shares taken up and paid for in 
ful. Mortgages and charges, £400.000. 


Central Electric Supplv Co., Ltd. (53,080).— Return dated 
February 28th, 1922. Capital, £100,000 in £5 shares. All shares taken up and 
paid for in full. Mortgages and charges, £1,000.000. 


Perfect Burglar Alarm Co., Ltd. (112,522). —R turn dated 
February 9th, 1922. Capital, £4,000 in 1.000 pref. and 3,000 ardinary shares 
of £l each. 230 preference and 1,710 ordinary shares taken up. £1382. 105. 
raid, being £1 per share on 1,210 and 15. per share on 230. 500 shares con- 
sidered as fully paid. Mortgages and charges, nil 


Vaughan Crane Co., Ltd. (61,526).—Return dated Febru- 
ary Ist, 1922. Capital, £150,000 in 50.000 pref. and 100,000 ordinary shares 
ef £l each. 16,880 preference and 53.578 ordinarv shares taken up. £43,469 
рам; £26,789 considered ^as paid. Mortgages and charges, £5.00. 


Railwav Finance and Construction Co., Ltd. (72,015).— 
Return dated January 12th, 1922. Capital, 2100.000 in £1 shares. 92,292 
shares taken ир. £6,576 paid, being £l per share on 657 and 4. per share 
on 29,595, £95,716 considered as paid, being £1 ner share on 62,040 and 
]&. per share on‘ 29,595. Mortgages and charges, nil. 


CITY NOTES. 


‚ Sir Harry. Renwick, K.B.E., presided 
County of at the annual: general meeting on March 
London Electric l4th. and in moving the adootion of the 
Supply Co., Ltd. report and accounts said that in spite 
adverse trading conditions the finanetal 
ройпоп of the company had been strengthened. While the 
revenue had increased by over. 10 per cent.. expenditure 
had decreased by about 6 per cent. These results were due 
lo economies. effected through improvements made in venera- 
ton and distribution, and mach credit was due to the en- 
mneering staff. Rates and taxes had shown a rise of £18,000, 
making the rate of taxation 37d. рег unit sold. almost three 
times the pre-war figure. At this point the chairman regis- 
tered a protest against extrav agant municipal expenditure, 
stating that it was time an "axe " was applied to it. Tt 
тах only fair to sav. however, that manv authorities were 
seriously. trying to reduce expenditure. He drew attention 
to the substantial inerease ?n reserves which hed been made 
during the vear. The capital expenditure had reached the 
"sure of £2 020.751. a net inerease of £195.749 for the vear. 
Timing to the working of the company, Sir Harry Renwick 
cud that the units sold (титл the peried undor review hod 
"еп by 1,666 856. to 51,220,070. An addition of 6.008 kW 
hid heen made to the comnanv's connections. These in- 
creases, althouch not up to previous rates of increase, were 
“fistactary, Early in. 1090 the company. applied. to the 
Fleetricity. Commissioners for permission. to erect. a large 
tation af Parking. Although an mquirv had beer held 
m Oetoher of that vear. the scheme was held un nerding a 
further inquiry. At last. however, permission had been 
сесптей a enecial Act had been obtained and the station 
"as destined to play a laoree part in the fnture supnly of 
nartrieity ta Tandon. Referrine to the last Electricity 
Simply! Bill, the chairmen said that there was much useful 
mattor in 3t, bnt several clauses reauired drastic amendment, 
пло) у that nermitting the erection of senarate stations bv 
rulway eommnanies. Tn conclusion. he forecasted another 
"eeessfn] year and increasing. success. 


The Srensk Handelstidnina states that 

Тһе Swedish the Elektriska A.B. Volto has resolved 
Volta Co. te an into liquidation. The negotiations 
which have been proceeding for some time 

"34 ta nroeure further capital have nroved unsuccessful. 
In 1990. the company was re consimcted hv the share сараї 
teing reduced fram 5000 000 kr. to 2.500.000 kr.. and pre-, 
feranea shares for 3.000.0M kr. 5nd new ordinary shares for 
Т (V) Lr were suheerihed. The vear 1990 resulted in a 


"t ef 9.500.000 kr. The newenaper states that the cause 


of the company’s difficult position should be sought in the 
great expansion which took place 1п the favourable years 
of 1915 ча 1919. The large workshop installations, which 
then were brought into existence, must have caused great 
losses in Mieres with the considerable stocks. 


© The report of the Schweiz. Gesellschaft 
fur Blectrische Industrie, of Glarus, states 
that the 44 and 5 per cent. loan had been 


-A Swiss Invest: 
ment Company. 


| exchanged for 6 per cent. cumula- 
tive preference shares, and the share capital reduced 


from 20,000,000) to 4,000,000 francs. Owing to exchange 
conditions it Was nupossible to pay any dividend on 
the prelerence capital for 1921. The exchange deficiency 
rose from 27.88 milhons of frances in 1:20 to 29.90 millions 
last year. The year yielded a gross surplus of 650,000 fr. 
but as the legal redeniption instalment of the exchange de- 
ficiency absorbed 1,660,000 fr., the past vear closed with a 
loss of 1,010,000 fr. This compares with a loss of 22.33 
millions of franes in. 1920, before the reconstruction of the 
company. 
THE connections to the company s SVN- 
Newcastle-upon- tem during 192L increased by 23,596 h.p. 
Tyne Electric to 365,536 “hep. The profit was £347,219, 
Supply Co., Ltd. against £392,043 for 1920. There is carried 
to reserve for plant renewals and im- 
provements £10.04), as against €30,000 in 1920, leaving 
£337,219, plus £13,001. brought forward, making £350,310 
available, against £372,241. Prom this £106,442 is required 
for debenture and loan interest (against 457,914); and 
£50,000 is put to reserve for special depreciation and con- 
tingencies other than equalisation of dividends (against 
£25,000). The dividends on the 7 per cent. and 5 per cent. 
preference shares require £179,555, but there is no dividend 
on the ordinary. shares (this required, at S per eent., £103,814 
in the previous vear), and £13,952 is to be carried. forward. 
The expenditure on plant renewals and improvements during 
the vear amounted to £9,441. * The three months’ stoppage 
of the coal mines and the general depression in trade 
caused a serious reduction in the company's output, and this, 
together with à continuance of high labour costs, has 
materially affected its profits. As a result the directors are 
unable to recommend the payment of a dividend on the 
ordinary shares. The additional capital expenditure on 
works for the vear amounted to £801,562, and represents 
power station extensions, and additions to the company’s 
transmission and distribution — system. This amount, 
together with £581,361, representing discount. on. and ex- 
penses of, issue of debenture stocks, makes a total charge 
to capital account of £1.353,227. During the усаг £1,383,109 
of first and £550,000 of second mortgage debenture stocks 
were issued: of this last-mentioned sum £750,000 was issued 
in December last. Prior to that issue a meeting of the 
second mortgage debenture stockholders was held, at which 
the authorised amount of the stock was increased from 
LOUK) OAM) to £2,000,000, and the rate of interest payable from 
2 to 6 per cent. per annum. The Whitehall Trust. Ltd., has 
been duly appointed. to act as sole trustee for the first mort- 
gage debenture holders. 


The profit for 1921. after making pro- 
British Insulated vision for estimated lability for Corpora- 
and Helsby tion Profits Tax to date, amounts to 
Cables, Ltd. L502. 524. plus £116,864 brought for- 
wards directors’ and debenture trustees’ 
fees, and remuneration to works’ committee amount to 
£9,665; interest on first debenture stock, £22,500: interest 
on second debenture stock, £10.000; dividend on preference 
shares, £30,000: interim dividend on ordinary shares to June 
30th, 1021, £37,500. These leave a disposable balance of 
£509,723. out. of which there has been apnropriated to de- 
preciation on buildings, plant, machinery, &e.. £30,000; and 
transferred to first mortgage debenture stock. redemption 
account £5,000. The directors recommend a further divi- 
dend of 61 per cent. on the ordinary shares, together with a 
bonus of 5 per cent., making. with the interim dividend, 
total of 15 per cent. for the vear. absorbing £112,500: and 
leaving to earry forward £362,223. Though fully employed 
during the first half of the vear, the factories were not so 
husv during the latter half, and there has recently been a 
decided diminution in the value of the orders received. 
Meeting, March 27th, at Liverpool. 


The annual ieri meeting was held on 


Rrompton & March 16th. Mr. Н. R. Beeton presiding. 
Kensington In moving the adoption of the report and 
Electricitv accounts. the chairman expressed satisfac- 


tian at the results, stating that. in snite of 
difficulties. the vear under review hod been 
спе of progress. Although the total works costs had doubled 
during the war. the eomnany’s prices had only risen by 33 
per cent. A new 1,500-kW turbo-alternator had been installed 
during the vear. but. owing to delays in delivery, the hene- 
fits from it were only obtained during the last month of the 
vear This addition to the plant would be sufficient to meet 
the demand for some time to come. Its cost (£39,000) would 
he provided entirely out of profits. Owing to the coal strike 
and other adverse circumstances the company's net profit 
was slightly reduced. The dividend, however, was main- 


Supply Co., Ltd. 
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tained at the previous year's level, and a larger euin. was beiug 
carried iorward. | | 
Referring to the Accessories Co., the chairman said that 
its assets were still worth their book value; it constituted 
one of their best customers; and contributed effectively to 
the supply business. 
After deducting £2,929 for debenture and 
Browett, Lindley bank interest, writing off £6,244 for depre- 
and Co., Ltd. ciation, and making provision for taxation 
and contingencies, there Is a net profit for 
1921 of £14,058, plus £9,175 brought forward. After paying 
6 per cent. per annum (less tax) for the year on the prefer- 
ence shares, and a further dividend of 114 per cent., less tax, 
on preference shares, disposing of all arrears, a dividend of 
10 per cent., less tax, is paid on the ordinary shares, leaving 
£10,737 to carry forward. A night shift has been worked for 
the greater part of the year, and the output coustitutes à 


record in the company’s history, excluding the war period. . 


The orders on hand arg considerably less than they were a 
vear ago, and the night shift has been stopped, but the new 
year has shown an improvement in the orders received. The 
ә per cent. first mortgage debenture stock, which fell due for 
redemption on January Ist, 1922, was renewed for a period of 
ten vears at the rate of 74 per cent. per annum. Of the 
£50,000 authorised, only £20,000 has been issued to the public, 
and it is not intended to place any more at present. 


The balance carried to net profit and loss 

Urban Electric account for 1921 is £95,563. as compared 

Supply Co., Ltd. with £50,655 a year ago. After deducting 

debenture charges and mcome tax, 

amounting to £00,556, and adding £2,163 brought forward, the 

available balance of £36,569 is to be dealt with as follows: to 

reserve for depreciation, 425,000; one half-vear’s dividend on 

the cumulative preference shares, £6,200; carrying forward 
£5,019. | 

The following table shows the Joad connected in kW and 

the income from the undertakings in 1920 and 1921 :— 


Load in xw. Profits. 

re у= = 

1920. 1921. 1920. 1921. 

wick ga s és Ge 4,146 4,340 £10,758 25,181 

Bord s e T ME 1,931 1,726 1,858 3,298 
Weybridge and Walton .. 20 4,470 4,988 5,601 9,160 
Godalming .. as 23 = 2.193 2,253 8,514 8,8'8 
Twickenham and District .. 12,07 13,141 92,319 29,291 
Dartmouth .. s T M 1,189 1,230 1,587 8,443 
Camborne, Redruth & Cornwall.. 9,662 9,756 4,735 6,336 
Newton Abbot кә з ч 2,097 9,119 2,810 5,383 
Grantham  .. * m T 2,439 9,520 7,069 7,679 
Glossop a з ia id 1,709 1,856 6,425 5,820 
Berwick к oe aa Vs 1,386 1,654 2,449 8,291 
Caterham ... 88 : 1,589 1,447 1,950 2.5°2 
Newbury i es s 22 1,593 1,665 5,480 5,583 
Cornwall Co. Ps a рж — -- 7,2C0 . - 
Penzance Co. id es is — ct — 621 751 


Totals oe ee ae 46,882 48.120 — дәш 


4 ý 
The annual meeting was held on March 
Chelsea Elec: 15th. Mr. W. R. Davies (chairman), who 
tricity Supply presided. said that the accounts were even 
Co., Ltd. more satisfactory than those of last year, 
when he congratulated the shareholders 
upon the results. The directors were able, for the first time 
in 16 vears, to present an absolutely clean balance sheet. Tt 
had taken this period to extinguish the founders’ shares for 
which a special Act was obtained in 1905, but their extine- 
tion was now accomplished, and the net profits would. m 
fnture, be wholly devoted to payment of dividends. The 
amount of debenture stock outstanding had been reduced 
to £89.670. and the depreciation fund, notwithstanding heavy 
withdrawals for the purchase of replacement plant. now 
stood at £205.000. So that if the company was bought out 
in 1931, the date of expiry of the present Provisional Order. 
the shareholders would receive at least the par value of 
their holdings. Mr. Davies hoped that future dividends 
would be larger, and also that charges would be lower. The 
bulk supply agreement with the Centrai Electric Supply 
Co. would eventually furnish all the power required in ex- 
cess of that provided by the company's Diesel plant, which 
it was intended to keep in commission. The capital commit- 


ments in respect of this bulk sunoly would ultimately amount. 


to between £35,000 and £40,000, but there were sufficient 
funds in hand for this purpose. Tnvestments, valued in the 
balance sheet as £45,022, had a vresent-day value of £51,000: 
a certain amount of these would be sold to provide funds for 
taking the bulk supply. 


Mr. J. B. Braithwaite (chairman) pre- 
City of London sided at the annual meeting, held on March 
Electric Lighting 15th. He said that in spite of con- 
Co., Ltd. siderable difficulties the revenue had in- 
creased, and expenses had not increased in 
the same proportion. Referring to the Electricity (Supply) 
Vet, of 1919. which he thought had been greatly over-rated, 
he said that the net result of the Electricity Commissioners 
three vears work was the dehmitation of the boundary of 
the London district. but ro scheme for co-ordinating the 
sunnly had been anpraved, 

The company's Bankside station was destined to nlav an in- 
creasingly important part in the supply of electricity to Tan- 
don. and the eamnanv had heen doing all *t eanld to help for. 
Ward the solution of the problem. The Electricity (Supply) 


Bill, now before the House of Lords, contained, in its pre- 
sent shape, a number of clauses, which, the company thought, 
required. considerable modification to render the measure 
effective. Companies. were. severely handicapped, as com- 
pared with local authorities, by the fact that their tenure was 
limited. An extension of tenure was essential, and the Car. 
musstoners had stated that they approved of this extension 
"an principle " for the London companies. 

Turning to the workm;r of the company, Mr. Braithwaite 
said that considerable economies had been effected, and it was 
hoped that charges would be reduced during the current year. 
An extended tenure would greatly facilitate the return to pre- 
war prices. The new plant had been installed and would 
be running in a week or two. The capital raised during last 
year would be sufficient for the present; the chairman hoped 
that the next amount would be raised on more reasonable 
terms. 

The net profit for 1921, after charging de- 

Newcastle and benture and loan interest, and allowing 

District £14,000 for depreciation, is £65,101. plus 
Electric Lighting £18,955 brought forward. After paving 
Co., Ltd. 4 per cent. less income tax. £15,725 is 
carried forward. The coal dispute and 
trade depression. had an adverse effect on the demand for 
energy, £1220 of 6 per cent., second mortgage debentures 
has been redeemed and loans of £3,963 repaid. Capital ex. 
pended during the vear £29,595, largely on mains for new 
consumers. Dr. J. B. Simpson tas resigned from the beard 
owing to ill-health. He had been a director since the forma- 
tion. of the company, and chairman for the last 15 year. 
His son, Lt.-Col. F. R. Simpson, has been appointed chair- 
man. 


Direct Spanish Telegraph Co., Ltd.—lhe report for 1921 
shows that, after including £25.175 brought forward, and 
after paving Income tax, loan interest, E.P.D. and Corpora- 
tion. Profits Tax, the balance is £07,014. . Ihe preference and 
ordinary dividends of 10 per cent. require £9,465; £5,000 15 
put to reserve; und £3,179 is carried forward, subject to Cot- 
poration Profits Tax. The cables worked well during the 
vear. 

Electro-Bleach and By-Products, Ltd.—At the annual 
meeting, on March 145th, the chairman, Mr. А. Т. 5ш. 
said that having regard to the troublous times they had 
passed through it was satisfactory to have been able to pay 
their preference dividend. They had been able to slights 
reduce wages, during the vear, but he feared that the 
present labour troubles would have the effect of increasing 
prices again. 

British Thomson-Houston Co., Ltd.—lIs«suc of £1,500,001) 
7 per cent. debenture stock. Jt is announced that allotinent 
letters and serip certificates should be forwarded to the com- 
рапух office, Crown House, Aldwyeh, W.C.2, for exehanze 
for definitive certificates. | 

Carmarthen Electric Supply, Ltd.—The accounts for 1971 
show a profit of £586, plus £641 brought forward. The 
directors recommend that £545 be transferred to the depre 
ciation fund, and after paving the preference dividend the 
ordinary shares аге to receive 5 per cent. (less income tay, 
leaving £497 to be carried. forward. 

Pritchett & Gold and E.P.S. Co., Ltd.—The finanrial 
Press reports a dividend of 10 per cent., less tax, on the 
ordinary shares. £10,000 is put to reserve, and £209,003 1 
being carried forward, subject to income and Corporation 
taxes, 

Isle of Wight Electric Light and Power Co., Ltd.—The 
directors, according to the Financier, are paying 10 per cent. 
on the preference shares for the two vears ended April, 1920, 
putting £10,000 to renewal fund, and carrying forward £55. 

British Aluminium Co., Ltd.—Final dividend at the rate 
of 5 per cent. per annum on the ordinary shares, making ? 
per cent. for the year. £20,000 to depreciation reserve: 
£10,000 to reserve; £14,791 carried forward. 


County of Durham Electrical Power Distribution Co.— 
Profit for 1921, £60,952, plus £1,274 brought in. Dividend ot 
114 per cent. for vear on ordinary shares, carrying forward 


e £542.—F inancial Times. 


Robey & Co., Ltd.—Dividend of 23 per cent., less tay. 
on preference and ordinary shares: £1,000 to provident fund 
for employés; carrying forward 426,517. 

Lianelly and District Electric Lighting and Traction Co.. 
Ltd.—Dividend on the ordinary shares for 1921, 7 per cent.. 
less tax; carried forward £472. 

Madras Electric Tramways (1904). Ltd.—.\ final dividen: 
at the rate of 6 per cent. per annum, less tax, is to be paid cn 
the preference shares. 

Liverpool District Vighting Co., Ltd.— he directors an 
nounee a dividend of 5 per cent.. less tax, for 1921. 

Metropolitan: Vickers Electrical Co., Ltd.—The Чуге; 
recommend a dividend on the ordinary shares of 124 per cent. 
less income tax, for the vear 1921. 

Ransomes, Sims & Jefferies, Ltd.—According to the 
Finaacier no preference dividend is їо be paid. 
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Prospectuses.—T ec Navsari Electric Supply Co., Ltd.— 
We have received a copy of the prospectus of this company, 
which was issued in India a short time ago, Inviting sub- 
wriptions to a first issue of 40,000 ordinary shares of Rs. 10 
each at par, 2.000 of which were taken up by the vendor 
Mr. А. К. Modi, the proprietor of the Pioneer Electric Co., 
af Bumbay), the remainder being offered publicly. The com- 
pany was to purchase Mr. Modi's business, named above, 
and the Navsari electric licence 1921 granted to him by the 
Government of Baroda for electricity supply for all purposes, 
except in bulk. A power station is to be put down and dis- 
tribution will be a.c. with overhead mains. The Tata Engi- 
neering Co., Ltd., has prepared a scheme under which the 
buildings. plant, and four miles of street lighting and over- 
head mains, will cost Rs. 3.50,000. 

Jutland Telephone Co., Ltd.—This week an isstie of £500,000 
ind} per cent. sterling bonds of £100 each has been advertised 
in the London Press at £93 per bond. The capital апа in- 
terest are unconditionally guaranteed by the Danish Govern- 
ment. The proceeds will be employed for the extension of 
the company’s system. 

The list was closed early on Monday morning, the issue 
having been well over-subscribed. 


Kensington and Knightsbridge Electric Lighting Co., Ltd. 
—[he ordinary general meeting was held on March 16th. 
Col В. E. Crompton, C.B.. chairman of the company, who 
presided, said he was glad to tell them that the wave of bad 
trade had not affected the companv as it was feared at one 
ume it would do. When they considered the high cost of 
aal and material and the heavy. taxation, local and other- 
wise, thev had every reason to congratulate themselves upon 
the satisfactory. balance-sheet which was placed before them. 
He hoped that this good progress would continue, so that 
they might be able to supply energy to customers at a de- 
creased rate.— Financial News. 


Stock Exchange Notices.— Dealings in the following have 
leon specially allowed by the Committee under Rule 145a :— 
Cordoba Light. Power & Traction Co.—75.571 ordinary 
shares of £1 each. fully paid, Nos. 600,001. to 675,571. 
Cordoba Tight, Power & Traction Co.—300,000 7 per cent. 
cumulative preference shares of £1 each, fully. paid, Nos. 1 
ty 300,000: 365.511 new 7 per cent. cumulative preference 
shares of £1 each. fully тата, Nos. 300.001 to 665.811. 
Marconi's Wireless Telegraph Co.—920,000. ordinary. shares 
of £] each. fully paid. Nos. 9,013,959 to 2.933 25s 

iE undermentioned have been ordered to be officially 
quater _— | 

Cordoba Tight. Power and Traction Co.- 75,571 
sures af £1: each. fully азна (Nos. 600.001 to 675,571). 

Mareonr's Wireless Telegravh Co.—29?0 000 ordinary shares ef 
£] each, fully paid. (Nos. 3,912,250 to 2,033,958). 


ordinary 


Midland Electric Corporation for Power Distribution.— 
The Financial Times reports that the net profit for 1021 was 
MH SS. plus £18.51 7 brought inv making £124,375. After de- 
ducting interest on debenture stock and lean, deprecintion on 
vant, machinery, Ке. amount written. off commission. and 
penses of issues of debentures and shares and. expenses 
anng construction, transfer to debenture stock redemption 
иеге £500, to reserve £5,000, preference dividend and in- 
trim ordinary dividend, there remained £47,404. The direc- 
"rs reonimended a further dividend on the ordinary shares 
Hh per eent., making 10 per cent. for the year, carrying for- 
"an] £30,604. 


German Companies.—The Badische Landeselektrizitátsver- 
“тота Gesellschaft, of Carlsruhe, has just invited. applica- 
tens for 5 per cent. debentures to the extent of 300,000,000 
marks jesued at 1004 ner cent. Applications are also being 
Invited by the Oberbauerische Ueberlandzentrale Gesell- 
shaft, of Munich, for 6.000 new shares of 1,000 marks each, 
sued at a premium of 180 per cent. 


‚ Hadfields, Ltd.—Final dividend of 6d. per share, making 
? Per cent., free of tax, for the year. 


Bell Telephone Co., of Canada.—The net earnings for 1921 
"ere $2 276.491, after providing $9,549,715 for denreciation 
and $505.00) for taxes. Tnterest charges absorbed $1,168,800, 
and after providing for dividend of 8 ner cent., a deficiency 
remains of  $776.000. Surplus and reserves stand at 
822,501 360. — Financier. 


a 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Tay City talks of cheaner manev after the present comparative 

tightness’ is over, but it is doubtful whether апу real hope 
af a reduction in the Bark Rate is entertained ре hke'v ta 
materialise on this side of Faster. The first quarter af the 
‘ear is. of course, the most productive from the point of view 
of the Treasury, because taxes ponr in at an especially rapid 
1e during the last few weeks of the nation’s financial year. 


Brompton & Kensington 


The Government has plenty of money in hand, so there is no 
particular call for national borrowing. ln spite of an. occa- 
sional spasm of stiffer rates, the present position tends to make 
for ease in the money market, and, therefore, increases the 
possibility of another tall in the Bank Rate. Stock Exchange 
inarkets retlect the considerable amounts of capital available 
for mvestment, and prices are Well maintanmed in most iu- 
etances. Lhe volume ot business, however, Is smaller than 
that of two or three weeks back, and the unrest in domestic 
labour circles, in South Atrica, India, Kenya, Egypt, and else- 
where 15 unposing something of a check upon the willingness 
of the public to invest ther money in Stock Exchange 
securities. 

All the electricity companies have now presented their ac- 
counts. ln some cases, the meetings have been held, and the 
County of London function produced an interesting speech 
from Sir Harry Renwick, the chairman, who took a broad 
view of the outlook for his company and for London electricity 
as well. He confessed himself an optimist, and gave chapter 
and verse for his expectations that the future holds every pro- 
mise of hopefulness for extension. of the use of electricity in 
bulk. Shareholders in other electrical companies cannot fail 
to derive satisfaction from the prospects which open up for 
the industry, and not even Parliament is likely to be able to 
retard the progress which the current year should witness. 

The Brompton & Kensington company made a protit last 
vear of £41,000, or about £1,900 less than that for 1920, while 
the profit of the Charing Cross & West End, namely, £100,400, 
showed a reduction of about £2,400, though the City under- 
taking wiped this out with a profit of £111,300, an increase of 
about £45,000. The City of London's. £231,300. profit was 
£20,000 up. and the County of London, with £642,000, showed 
a gain of £95,000. Chelsea’s £43,100 is £1,500 better, and the 
Metropolitan. company announce a profit of £114,200, being 
some £7,0 up. St. James's made £10,000 more than in the 
previous year, and the South Metropolitan topped £100,000— 
some £17,500 higher than the profit in 1920 The Westminster 
figures showed little variation from those of the previous year. 
The current number of the Economist gives an exhaustive table 
of the gross annual earnings of the principal London com- 
panies for the past seven vears, adding the figures of 1913 for 
purposes of comparison. They are as follows :— 


GRoss REVENUE. 
| О - 
1918. | 1919. 


—- 1913. | 1916. | 1916. ' 1917. 1920. | 1921. 


—E |e. fa Га NN 
56,442! 66,469| BR.R78 61.898 58,759! 74,015 108,872!110,180 


Charing Cross, W. End ..,151,940/188,934. 150,473 165,136 193,878 265,555 111.045 312,689 


C 
C 
C 


. 149.519] 158,357 176,461 219.512 23,074 | $31,323 118,746 499,779 
„19,0001 TIARO 76.314 КӨ 607 RBO: 92,629 115,604 120,416 
.. 8 1,899 [100.050 730,752 347,979 280. 5t 591.116 | 49,391/676,456 
. 1255, 070 /268,209 348,066 379,53 151,511,576,116 698,62: 769 634 


Do. City .. a 
helses “> 
ity of London 
ounty of London 


Kensington х Knights- | i 
bridge s ‚1 BY,8°9) 71,478 68,055. 8.71], 78.968. 05,871 127,141 138,105 

London a 2s . 162.4551213,06, 222.406. 223,03. 245,539 305,100 172,280 393 674 

Metropolitan .. 207,60 220,201 272,009 318,216 348 726 113,059 516,7 04 535,471 


st. James and Pall Mall 
South Metropolitan 
Westininster 


146.161 170.811 143.079 161,15' 160,966 208.467 97,950 254,097 
..2 65.685) 80,176 95,585 131.880.167.283 1€6,.09€ 190 087 216,809 


гу ой шш 262,024 306,184 296,711 362,889, .04,010 137,093 


To complete the comparison it is necessary, of course, to 
have a statement of expenses. These are the statisties :—- 


EXPENSES. including REPAIRS and MAINTENANCE. 


- a = - = РЕ — Ра 


| 1918. 1915. | 1916. | 1917. | 1918. 1919. 


1920. | 1821. 


Brompton & Kensirgton ' 94,981 


£ g £ £ £ ИЩ £ £ 
80,074| 31,94% 91,580 40,272 44,681! 59,469! 69,089 


Charıng Cross, W. End , 62,46, 70,708) 78.F31.103,26F 103,267 167,212 208,214:212,116 
Do. City . | 80,639! 94.590 110.900: 147,1£3 147,153:27:,721 355,061 328.493 
Chelsea | 85,059 36,*«e. 44,635) 51,040 56.680 59 691) 73 530; 76,979 


C 


County of London 


езе тод 161,06 1199,1 11 200,525 218.25 341,124433,182 145,149 


ity of Landon А 
. 120,531 150,393; 188,192 226,340, 272,38) 358,643 151,372] 127,432 


Kensington & Knights- | | | 

bridge T .. | 40,679! 41,591] 42,608! 50,104 53,228 78,172) 97,107) 104,099 
London ee | 91,101 186,276)167,19° (163,25 9167562 :09,8€8/272,74* 01,88 
Metropolitan .. (111,817 137,950,161 ,009 184.543: 08,112 24 7,6.3/318,685, 329,291 


St. James’ and Pall Mall | 94,010 91,702 115,076! 123,306 180,*5 '1'70,441 
South Metropolitan  .. 
Westminster ә 


187,01 |204,951 
45,373. [6,767 104,846: 96,887 116,211! 16,193 
167,056 188,08; 204,259/2.6,186, 115,7.0| 148,849 


94.065 31.946 
.. 154,259 156,694 


Substantial improvements in price are shown on the week 
by Charing Cross ordinary, County ordinary, Kensingtons, and 
Westminster ordinary, all of these being ex dividend, while 
gains of half-a-crown have cecurred in the cases of Londons, 
St. James's and several others. Amongst the provincial shares, 
Bournemouth & Poole rose to 74. North Metropolitan 74 per 
cent. debentures at 107 are*9 points higher. — Edmundson's 
ordinary stand at half a guinea; the 6 per cent. cumulative 
preference are in demand at about £3, and the 6 per cent. 
non-cumulative at 35s. or more. Urbans are 10s., and the pre- 
ference rather nominal at 30s. | 
English Electric debenture improved to SS, and the prefer- 
ence shares at 16s. 3d. are half-a-erown higher. General Elec- 
tries recovered to a guinea. Metropolitan-Vickers enjoved a. 
sharp rise. on the announcement of a dividend making 123 ner 
cent. for the vear against 8 per cent. a vear ago. The prefer- 
ence nt 9 1/16 are another 1/16 up, and the ordinary shares 
advanced to 92s. Electric Constructions at £1 are 1s. За. 
better: British Insulated ordinary rose to 37s.. on the dividend 
of 04 per cent.. with the usual 5 per cent. bonus, making 15 per 
cent. for the year. The profit for last year shows ẹ remarkable 
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increase. India-Rubber shares at 13s, 9d. are 1/16 lower. The 
Cable manufacturing group remains hard, with Henleys at 
Jos. ex dividend. Callenders 44 per cent. debenture rose 3 to 
16}. ‘Telegraph Constructions at 244 are ex dividend. 

Marconis have come to the front again, with a rise to 40s., 
at which price there are buyers. Marconi Marines stiffened to 
26s. 3d., and the market as a whole gives evidence of more 
vitality than has characterised jt recently. Cable stocks are 
mostly steady. Western Telegraphs at 15$ are 4 lower, and 
Globes eased off to 155, while Anglo-American Telegraph pre- 
ferred and deferred are both a little down. The reactions, 
however, in comparison with the previous advances, are 
trifling. The newly issued stocks and shares and debentures 
hold their prices with noticeable firmness. 

British Electric Traction ordinary is changing hands on the 
basis of 43, and the preference about 72. The 5 per cent. 
debenture stock is 76. Metropolitans at 374 xd. are 2 points 
up. Underground Incomes, after a rise to 73, reverted to 714. 
There is not much doing in Districts. A small amount of the 
company’s 4 per cent. guaranteed stock is offered at 664, show- 
ing a return of 6 per cent. on the money. Tt is not often that 
айу of this stock comes to market. Anglo-Argentine Tyem- 
ways are quiet, and Brazil Practions lost a point. Mexicans 
remain stagnant. City of Buenos Ayres ordinary at 4 are 5s. 
higher. — Shanghai Electric Constructions—a very narrow 
market—gamed 105. at 18. 

The rubber market holds up fairly well, but there is no trade 
Worth mentioning in the shares. Engineering and armament 
prices are scarcely affected by the lock-out and its develop- 
ments. Babcock & Wilcox keep good at 22, and certain of the 
armament shares are slightly better than they were a week 
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SHARE LIST OF ELECTRICAL COMPANIES, 


Home ELECTRICITY COMPANIES. 


Dividend. Price 


^ Маг. 21, Riseor Yield) 
1920. 1921. 1923. fall. Р.о. 
Brompton Ordina we on sè 12 12 7% — ER к 6 
Charing Cross Ordinary ae ee 8 9 6xd + үз 710 0 
Chelsea ee ae ез ж ee 6 6 44 fi 13 4 
City of London .. sis xe ee 14 14 33/- +2/8 715 7 
до do. 6 per cent. Pref... 8 6 1 — 6 0 0 
County of London Ss as se 8 8 llixad + ё 72 8 
do. do. б per cent. Pref... 6 6 fid — 6 116 
Kensington Ordinary .. a oe 9 10 6 + 4 8 6 R 
London Electrio.. - es ee 2 4 là th 9 5 4 
do. do. 6 percent. Pref... a 6 4à + Т 5 5 
Metropolitan  . ЗА vs z 7 7 4ixd | — 715 7 
do. 44 per cent. Pret.. e 44 4 < = 6 8 7 
86. James’ and Pall Mall čs eee || 12 "ixd + А а 5 6 
South London .. e. шы rum 7 7 5 * i 812 4 
South Metropolitan Pref.  .. v 7 1 14 — 6 4 5 
Westminster Ordinary.. se, « 10 10 6gxd +4/- 711 0 
TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref, ев se ee 6 6 96 —1 6 b 0 
do. Det. ee ae ee là 14 21i — à 8 а б 
Chile Telephone eo oe ee 6 6 bà == 511 7 
Cuba Sub. Ord. .. s zu S 7 7 13 +È 908 
Eastern Extension de Vs ee 10 10 19 = 581 
Eastern Tel. Ord. xs ee ee 10 10 187 — 5 6 8 
Globe Tel. and T. Ord. ise Pm 10 10 184 — i 58 1 
do. do. Pref. ee ke 8 6 103 — à 611 7 
Great Northern Tel, .. ee .„ 99 94 284 ы, В вв 
Indo-European .. os oe ee 10 10 B5 — т 219 
Marconi .. e. oe 29 >œ 95 16 2 +16 0710 CG 
Oriental Telephone Ord.  .. . 12 12 4 — * 00 
United R. Plate Tel. .. m sa 8 ei — *5 16 5 
West India and Panama ‘oe ee Nil Nil Б. а= Nil 
Western Telegraph ..  ..  .. 10 10 18; —4; %76 
Номи Rains, 
Central London Ord. Assented .. 4 E! 62 -— 6 9 1 
Metropolitan  .. са Ss с. 14 1 874 +2 6 0 0 
do. District . i» .. Nil Nil | 97xd + 4 814 1 
Underground Electrio Ordinary .. Nil Nil 2 — Nil 
do. do. HA". ee Nil Nil 5/6 — Nil 
do, do, Income.. ee 4 2 114 — *b5 13 0 
Forgicx Trams, ёс, 
Anglo-Arg, Trams, First Pref, vi A 1 81 — 890 
: до. do. 2nd Pref. iw N at + 3 717 2 
Brazil Tractiona T m . МІ Nl 80 —1 Nil 
British Columbia Elec. Rly. Pfoe... 5 5 R4 — 718 6 
о, do, Preferred .. Б 98/- ^ —2 *7 18 0 
do. do. Deferred .. 8 124/- 5м: —2 *10 13 0 
до, до. Deb. са gi 634xd — 679 
Mexico Trams. 5 per cent. Bonds .. N N 68 — — 
do до. 6 per cent. Bonds... Nil Nil 27 —1 Nil 
Mexican Light Common  .. es Ni Nil 1 — Nil 
do, Pref. ee ee ee Nil Nil bras Nil 
do. lst Bonds ae ee Nil 6 — 8 0 0 
MANUFACTURING COMPANIES 
Babcock & Wilcox А "^ ». 16 16 92 == 511 4 
British Aluminium Ord, гә ». 10 -10 15/- == — 
British Insulated Ord. oe ee 15 15 87- +9d. B 9 9 
Callenders ee ee ee 15 15 12 imum 8 11 6 
,9 63 Pre е se ee ee 64 64 1 a 6 7 4 
Crompton Ord. ee ee ee oe 10 10 15 ш — 18 6 8 
Edison-Bwan  .. € m ee 10 om 4[- = = 
do. do. брег cent. Deb, es 5 5 62 — 814 
Filectrio Construction .. ee ee 10 10 1 +% 1000 
do. Pret. ee ee ee 6 6 16/8 + à 7 718 
Gen. Elec. Pref... ee ee ee 64 64 20/9 == 6 5 4 
do. r тое ee ee ee 10 10 91/. +94. 9 10 R 
Henley AE oe өө oe en 15 15 88'-xd — 718 0 
do. 4 Pret. ee ee ee ee 43 43 4 = b 12 6 
India-Rubber .. wa ae ee 10 -— +} — sh = 
Met.-Viokerg Pref, ө» e is 8 8 ayy + vs 715 2 
Riemens Ord. ,, ee es ee 10 10 95/. — 8 о а 
Telegraph Con, ee eo ee ee эй 90 94ixd === + 4 19 0 


* Dividends paid {ree of Income Tax, 


MARKET QUOTATIONS. 


It should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances 


Wednesday, March 22nd. 


Latest 


Fortnighi's 
Price, 


CHEMICALS, Фо. ‚ or Dec, 


а Acid, Oxalio ..  .. ee es per lb. 8:4. 4d. inc. 
а Ammoniao Sal ds za .. per ton 266 КА 
а Ammonia, Muriate (large orystal) » 58 " 
а Bisulphide of Carbon ee ee » 8 ee 
а Вогах ee һе se ee ee » £83 £2 inc, 
a Copper Sulphate  .. ә эе б £27 £2 dec 
a Potash, Chlorate  .. ^ .. рег lb, 54. to 54d. si 
a 5 Perchlorate " an Р Tid. i 
а Shellac .. sá T is .. per cwt 415108. j- inc. 
& Bulphur, Sublimed Flowers - » £13 10;- inc 
e м Lump еә oe ee ry} £12 10/- inc 
a Soda, Chlorate a m .. рег lb. d. к. 
а , Crystals s со .. рег ton 1 és 
а Sodium Bichromate, casks ‚, per lb. 53d. 2s 
METALS. &c. 
b Aluminium, Ingots .. vx .. per ton £190 av 
b m Wire .. sa . per lb. 1/9 to 2/6 m 
b Т Sheet ee ee ee э 1/6 to 2[- eo 
Bab bitt’s Metal and Anti-friction Metal— vs 
Grade I .. = es per ton net £147 is 
Grade II .. as ss » й &106 s 
Grade III.. ET - j 5 £62 vs 
c Brass (rolled metal 2 to 19" basis) per ib, ' 93 d. e» 
€ „н Tubes (solid drawn) а Ы 154. to M- | Nn 
€ , Wire, basis .. as ss н 10%, i ә 
с Copper Tubes (solid drawn ва " Ip 2; 
€ » Bars (beat selected) .. per ton £ 
€ м Sheet oe oe ee ee 3% £90 
c "n Rod ee ee es ee LT] £90 + 
d „  (Hlectrolytic) Bars - »" £677 10s 10/- to 50j- inc. 
d nk » Bheets ee н £145 108. si 
d « $ Wire Rods.. „ £77 10s. 10/- to £0/- inc. 
d м м H.C. Wire. О рег Ib. 10a to 105, . ee 
1 Hbonite Rod ee ee ee ee » 8/6 
f » Bheet.. ee ee ез м 8/- ae 
d German Silver Wire — ;. . 7 2/6 » 
h Gutta-percha, fine .. E nee " 12/6 s 
h India-rubber, Para fne .. s ii lld. 
4 Iron Pig (Cleveland Warrants) .. per ton Nom. 
1 _„ Wire, galv, No. 8, P.O, qual, " £27 - 
g Lead, English Pig .. ss ve £32 15s. 10/- inc. 
g Mercury — ..  ..  ..  .. perbot.| £1010/. to 411 z 
e Mica (in original oases) small .. per lb, 8d. to 3j. is 
© n» » м пеш eo " 10/ РА a . 
0 ^» » ” arge ee " * . e. 
p Phosphor Bronse, plain castings.. Hh 1/1 bd 26 
Pp н » drawn bars and rods М 1/34 zs 
D » » rolled strip & sheet M 1/24 T 
р T » Wire.. $5 z AN 1/81 14. inc. 
o Platinum ee ce ee ee per OZ. £19 lu/- 90;- dec. 
d Siu01um Bronze Wire ae ee регі, ц? .. 


г Bteel, Magnet, in bars we oe " U- " 
m Тіп, Block (English) — .. |} perhon |148 105.-£148 15s. 1€/- to 15. inc. 
n [1] Wire, Nos. i 80 16 ee ee per Ib. 8/- | ee 


Quotanons pp ed y 
g James & Shakespeare, 

h Edward Til & Co, 

1 Bolling & Lowe. | 

I Richard Johnson & Nephew, Ltd, 

n P. Ormiston & Sone. 

f India-Rubber, Gutta-Percha and e Johnson, Matthey & Co., Ltd. 

Telegraph Works Oo., Lid. p C. Clifford & Bon, Ltd. 
r W. F. Dennis & Co. 


a G. Boor & Co. 
b The British Aluminium Co., Ltd, 
c Пов. 1501000 & DOLD, wen. 

d Frederick Smith & Co, 

e F. Wiggins & Sons. 


A aE TEAS 


A High-voltage Single Transformer.—<Another achieve- 
ment has been added to the list of engineering feats of the 
Westinghouse Electric & Manufacturing Co., U.S.A., by the 
а of the highest-voltage single transformer ever 

uilt. 

The 1,000-KVA transformer is capable of delivering 1,000,000 
volts above earth potential and was built for the company's 
experimental labatory at Trafford Citv, Pa. It is believed 
to be the only single transformer of such high voltage in 
operation, and it has some novel winding features. It is of 
the core form construction and the windings contain nearly 
70 miles of wire assembled on the principle of a condenser 
bushing. It is divided into many cylindrical coils, each con- 
sisting of one layer of copper, or turns, wound on a micarta 
tube. As the coils increase in diameter they shorten ш 
length, precisely as does a condenser bushing, except that the 
tapering of the winding is the same at both ends. The 
turns of copper in the transformer take the place of the 
tinfoil in the condenser bushing. The two sets of windings, 
one on each leg of the core, are cross-connected so as to pro- 
duce a progressively increasing voltage from the inner, or 
smallest diameter, coils to the larger diameter coils. The 
windings of the large-diameter, or line, coils consist of treated 
cloth-covered cable, so as to withstand surges that are pro- 
duced when the apparatus being tested flashes over. A eon- 
denser bushing is used for bringing the line lead ont through 
the cover of the tank. The transformer is built on the prin- 
ciple of distributing electrostatic stress as developed by Mr. 
С. L. Fortescue. Special machines had to be fitted to tum 
the terminal bushing; its length is 19 ft.. it is 41% in. in 
diameter, and weighs about 9.000 lb. The static shield is 10 
ft. in diameter and 90 in. deep. 
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THE PRESENT SITUATION OF THE POWER STATION ENGINEER. 


By E. 


SMYTHE. 


DcmiNG the present heavy and long-lasting trade de- 
pression, the power station engineer has, tor the first 
üme in the history of public power supply, suffered 
unemployment due to the trade slump. 10 is the con- 
tention of the writer that this is not simply an un- 
pleasant and novel experience, attached ouly to this 
exceptionally severe depression, but that it will become 
а recurring feature in the career of the station engineer 

This idea does not seem to be shared by many station 
men; but to the writer it seems so inevitable and serious 
as to be worth discussion in the columns of that staunch 
friend of the station engineer, Тик ELECTRICAL REVIEW. 

Anxious paterfaniliases and station men themselves 
lave for 30 years looked on the electrical power station 
ах à place free from the troubles due to bad trade and 
from the risk of interrupted employment. It is 
no exaggeration to state that on this account alone, 
very many quite competent engineers endured salaries 
and conditions which were for many years a scandal. 

To-dav, however, the situation has altered, and very 
much for the worse; for men of long service, holding 
important official positions, have been dispensed with, 
owing to bad trade. 

In stating that this tendency of power station work 
to ebb and flow with the trade tide will remain with 
us, it should be remembered that up to the date of the 
war, the power station capacity, even in the best-served 
districts, was much below the power-absorbing capacity 
of the community. 

Куеп during times of most severe trade. depression, 
there were alwi avs a few people installing electric light ; 
whilst in pre-war trade depressions it was the rule for 
many firms to look round at their ancient driving 
arrangements, call in an expert, and ascertain exactly 
where and how thev could save by electrification. On 
this account the load was always progressive, even if 
only mildly so; it was therefore neither needful nor 
prudent to reduce the technical staffs of power stations 
in those days. 

The fact to be remeinbered and insisted on is that in 
pre-war days the public supply of electricity only served 
а small proportion of the power demand; to-day the 
reverse is the case, 

During the war, factories were built and electrified, 
and run from the public supply mains as the quickest 
means of getting the factory running; to cope with this 
demand, stations were extended enormously ; and plant 
was put down with the firm belief either that the war 
would last for ever or that trade would expand each 
year at an ever-increasing rate. 

As a consequence of this policy, we have up and down 
the country, power plants containing large capacity 
generating sets and no work for them to do. In several 
eases the whole present power demands of the district 
could be supplied through the plant which saw the sta- 
tion through the war; whilst the newer installation is 
not only not wanted, but is in such large units that there 
is not sufficient work to provide an economical load for 
these sets. 

The present situation, then, 1s one in which so many 
works in every district are run from the mains, that a 
bad trade slump at once cuts off half the work of the 
station or stations supplying the district; the output 
of energy diminishes, and with it the revenue and the 
ahility to retain and pay an adequate technical staff. 

The point is not that there are no fresh applications 
for power connections coming in, but that the existing 
connections are not being used. 

It is on this account that the mains engineer is in 
à rather stronger position than his station colleague; 
mains work must go on even if the load has been reduced 
by two-thirds; but a concern having two or more sta- 
tions can, and must, close one or more stations when the 
demand goes down drastically. 


.done nothing but switchboard work, 


The case of the men attached to a waste heat station 
is of course obvious 1f their particular source of waste 
heat either closes down, or goes on to short weeks. 

In bygone days, when lighting was an important 
percentage of the total output, and when the power load 
was smaller than the traction load formed by the dis- 
trict tramways, such conditions made employment sure 
and constant. | 

The question arises how the altered situation сап һе 
niet. 

The immediate need of those on the unemployed list 
can be satistied by a general whip round each month or 


two; such a contribution. should be made permanent, 
however, for it will be wanted at everv ebb of the trade 
tide. 


There are too many men in the profession ; and steps 
should be taken not only to discourage youngsters enter- 
ing the line, but to ensure that if they do enter it, they 
are adequately trained both mechanically and electri- 
cally, and so able to leave the power-station industry 
as chances occur. 

The first method was practised many years ago by 
the navigating officers of the merchant service, and did 
a very great deal to end an intolerable situation, in 
which men with masters’ certificates were often serving 
as junior mates in their late thirties, and many a man 
with an officer's qualifications sailed before the mast. 

The publication of the poor prospects of the profes- 
sion in return for a very trying life, so stopped the flow 
of junior men passing for second m: ite, that the ship- 
owning fraternity were compelled to give better pav and 
conditions to get men. It has been bv resorting to 
similar tactics that the teaching profession has created 
a dearth’ of male teachers, and so assisted to improve 
their prospects. 

The second point—the insistence on a thorough train- 
ing—means that men must be made to come into station 
work through the shops; at least three vears should 
he spent on such work as turbines, reciprocating steam 
engines, or gas- and oil-engine work, with as much miil- 
wrighting as can be managed. Another year should be 
spent in a winding shop. 


If a vouth leaves school at 16, this will make him 


20 vears old, and he will then be able to benefit from, 
sav, 18 months’ hard work in a power-station boiler- 
house. In the vear between 21 and 22 he should serve 
on the switchboard for six months, and by the age of 
23 he will be a passable all-round junior engineer. 


The present system of training voungsters, in those 
stations which accept apprentices, 1s one- ‘sided, and only 
to the advantage of the station: it leaves the voungster 
at the end of his apprenticeship little more than a 
glorified switchboard attendant. and tied absolutely to 
the one department of the one line he has experience of. 

In travelling about on business, the writer has been 
appealed to by far too many youngsters of this type 
during the last twelve months for the experience to be 
forgotten. It is not pleasant to have to draw from an 
intelligent. youngster of 22 or 23 the fact that he has 
-and to tell him 
that you cannot at the moment see any prospect of 
helping him. , 

These men are a danger to the station engineer; he 
will either have to provide for their keep during out- 
of-work periods. or see them as potential supplanters in 
the case of a serious dispute. 

Were these men trained properly, they could, and 
would, get out of the station line during good times 
and into large works as assistant power and plant 
engineers; they would thus automatically prevent the 
overstocking of the junior ranks, and, above all, would 
be much more useful men than the purely station-trained 
man. s | | 
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Unless some such steps are taken, the positions in 
the boiler house will have to be filled by men recruited 
largely from the sea-going engineers; and as the boiler 
house is the place in which money is either saved or 


lost, and on which the station depends for its low costs, . 


this post is bound in course of time to become the senior 
post on the station. Other men may of course hold 
other opinions, but the writer feels convinced of three 
outstanding facts with regard to the station engineer: 
He must recognise that his job is no longer safe from 
trade fluctuations and the risk of unemployment. Не 
muust organise, to keep down the rush into the profession, 
and in turn see that suitable men are trained thoroughly. 
Above all, he must stick to his association, and bring 
about the suggested reforms through its assistance. In 
fact, at no time has there been greater need for the 
station men to hold together and to their association. 


HIGH-POWER MERCURY ARC RECTIFIERS. 
Bv R. L. MORRISON, A.M.I.E.E. 


(Concluded from page 390.) 
THREE-WIRE SYSTEMS. 


With the rectifier it 1s unfortunately not possible to divide 
the pressure on а three-wire system and consequently the 
usual course 18 to connect across the outers and deal with the 
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Fic. 12.—CompaRaTIVE EFFICIENCY CURVES. 


out-of-balunce in some other way. By doing this, one of the 
principle qualities of the rectifier is retained, namely that of 
high efficiency, because if the alternative course of putting a 
rectifier across each side of the svstem is adopted, not only 
would the efficiency be lower but the initial cost of the plant 
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would be increased. It is therefore advisable to balance either 
by means of a small rotary balancer or a battery, though in 
many existing systems the plant already installed and in 
parallel with which the rectifier would have to work, is quite 
capable of doing this. 


EFFICIENCY AND. Power Factor. 


The efficiency figures already indicated have reference to 
the rectifier proper only. The overall cornunercial efficiency 
must, however, include all losses in the auxiliary gear such 
as main transformer, excitation, vacuum pump and reactance 
coils. Due to the comparatively small losses in the rectifier 
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Fic. 11.—REGULATION CURVES ron STANDARD RECTIFIERS. 


itself it is possible to give overall figures which are a good 
deal better than what can be obtained with the rotary con- 
verter under similar conditions and assuming d.c. working 
pressures above about 400 volts, though it is possible in many 
instances where lower pressures аге met with to prove the 
rectifier to be the better converter if the average load over 
the whole run is considered, especially where a plant may 
be running for long periods lightly loaded. As frequency 
has no bearing on the operation of this tvpe of converter, 
it is of advantage to use the higher fre- 
quencies because of the lower initial cost 
of the auxiliary gear and the benefit of 
the lower losses that result. 

A series of curves have been plotted 
(fig. 19) showing the relative efficiencies 
of complete rectifier equipments as com- 
pared with other converters of equiva- 
lent rating. The curves for the sets 
operating at 1,500 volts d.c. verv clearly 
illustrate the improvement that results 
as the pressure rises, which is due to 
the losses in the rectifier remaining con- 
stant irrespective of the kW output dealt 
with. 

The test results obtained with the 
three-cylinder rectifier set at Berne, in- 


"na stalled early in 1919, are given in fig. 13, 
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Fic. 13.—Trst Curves ror 800-kW, 550-У Ser. 


I, II, and III representing efficiency, power factor and regu- 
lation respectively. The figures were obtained for one, two 
and three cylinders operating in parallel with the tramway вув- 
tem and include all losses. The best results are naturally with 
the three cylinders working together, the highest efficiency 


' L] 


THE ELECTRICAL REVIEW. | 425 


Vol. 90. No. 2,313, MARCH 24, 1922.] 


ouched being 95.5 per cent., which is some 2 per cent. higher 
Шап was guaranteed. It will be noticed that the power fastor 
varies roughly between 98 per cent. and 95 per cent., 
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Fig. 14.—CoMranaTivE-LOSS CURVES FOR RAILWAY LOAD. 


what might generally 
_ be expected for all 
similar rectifier equip- 
ments. The  regula- 
tion curve, No. Ш, 
shows a drop of about 
10 per cent., which is 
that for which the 
plant was designed in 
view of its having to 
. mn in parallel with 
motor generators in the 
. same sub-station. 

In this matter of 
eficiency the rectifier 
shows up to consider- 

. able advantage if a 
typical case is taken 
and the annual saving 
to be effected is worked 
out on the basis of the 
daily load curve. B) 
way of example the 
losses for the 1,200 kW, 
LAv-volt sets shown in 
fi; 12 have been 
plotted in fig. 14 for an 
rallway load, 
rectifiers and rotary 
converters. both being 
of Brown-Boveri manu- 
facture and designed 
for а 50-period supply. 
The space included be- 
tween the two upper 
curves represents the 
difference in the losses 
of the two types of con- 
verter and, if this is 
averaged out over the 
18 working hours it 
will be found that 
thoe for the rotary 
converter exceed those 
for the rectifier by 
about 650 kW-hours, 
representing an annua) 
loss of some 237,000 
kW-hours. Ап addi. 
tional advantage with 
' the rectifier is that its 
eficiency has a tend- 
ency to increase after 
the plant has been in 
use for some time, 
mainly due to the drop 
in the arc decreasing as 

the vacuum improves. 


LAYOUT oF RECTIFIER 
PLANTS. 

At a d.c. pressure of 
55) volts the pei 
would be 330, 660 and 
99) kW for the three 
standard sizes manufac- 
tured, and would vary 
up or down from these 
figures according as 
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the pressure is above or below that mentioned. In view of 
the cylinders and pump set being at a potential above earth 
very slightly below that of the d.c. working pressure, it is 
now customary to completely enclose them in a substantial 
expanded metal screen instead of the old method of simply 
railing them off. The insulated vacuum cock and cooling 
water controls are operated from the exterior of the screen 
so that it is impossible for the attendants to come into acci- 
dental contact with live parts, 

The lay-out of rectifier equipments is an extremely simple 
matter. A typical set with its transformer, switch panel, "a 
having an output of 500 kW at 550 volts is seen in fig. 15. 
while a photograph of the same set is reproduced in fig. 16. 
The absence of foundations is a noticeable feature. The 
cooling water is circulated by a 0.5 h.p. motor-driven centri- 
fugal pump, through the radiator coolers seen mounted on the 
staging above the rectifiers. These coolers are provided for 
all plants supplying traction or other loads where one pole 
of the system to which the rectifier is connected is earthed, 
or where the d.c. pressure exceeds 600 volts, the object being 
to eliminate the effects of electrolysis. It is also advisable to 
use the re-coolers where the fresh water supply is of an un- 
suitable quality. For the usual Corporation three-wire sys- 
tems in this country the ordinary town water supply is in- 
variably suitable, the quantity required being very small and 
amounting at the most to a pint or two per 100 amperes d.c. 
per minute at an inlet temperature of about 60 deg. F. 


MAINTENANCE AND ATTENDANCE. 
With the rectifier the question of maintenance scarcely 
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Fia. 15.—Lay-out or 500-kW, 550-V PLANT. 
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need be considered because the plant is a stationary one with 
the arc operating in a chamber from which the air has been 
completely evacuated. Consequently, in the ordinary way 
there is no deterioration of either anodes or mercury and in 
general the only replacements that may be necessary are 
insulators and washers that have been accidentally damaged. 
Such a contingency is, however, very remote and in most of 
the plants installed by Brown-Boveri the cylinders have not 
been opened up for years. , 

While the rectifier is, by virtue cf its construction, the 
nearest approach to the ordinary static transformer that 
it is possible to have, yet it does not possess in the same 
degree the outstanding advantage of the latter, that of being 
able to dispense entirely with attendance. This is, of course, 
only in its present stage of development but what can be 
even now definitely stated is that the little attention that is 
desirable need be comparatively unskilled.. The attention 
required is not continuous but takes the form of periodical 
supervision. In consequence of intensive study and the im- 
provements that are being constantly effected, it is confi- 
dently anticipated that before long this question of attendance 
will be definitely solved, especially by the introduction of 
semi-automatic control. Even now if completely automati- 
cally controlled only very occasional supervision would be 
required. 

ADVANTAGES. 


Rriefly summarised, the following are the inherent advan- 
tages of the rectifier when compared with other classes of 
converter. 


(1) High efficiency over a wide range of output. 

(2) Simple overation and little attention. 

(3) High overload capacity and insensibility 
circuits. 

(4) Negligible maintenance. 


(5 Low weight and no special foundations necessary. 
The rectifiers can now be fitted with rollers and in 
consequence the usual cranes can be generally dis- 
репѕе with. other simpler and cheaper lifting tackle 
bemg provided instead. 


(6) Absolutely noiseless and vibrationless operation of 

~ the rectifier proper. The usual hum of the trans- 
formers is, of course, present, while the vacuum pump, 
when in use, can be heard a little. Consequently 
rectifier sub-stations can be erected in crowded areas 
without the locality being aware of their existence. 


(7) Where new sub-stations have to be built these need 
only be of very light construction. 


to short- 


GENERAL. 


To indicate the expansion of rectifier sales it may be stated 
that in spite of the depressed condition of trade last year the 


Га. 17.—600-k W, 1,200-V Traction SET. 


output ordered during the first six months was in excess of 
that for the whole of 1920. 

Practically any kind of load can be handled by the recti- 
fier. Installations which have already been executed or are 
in course of construction are principally for full-gauge railway 
work, tramways, and lighting and power. The range of pres- 


sures for which rectifiers have so far been designed is from 
110 to 1,575 V, a large majority being between 440 and 660 V, 

The initial cost of rectifier equipments where d.c. pressures 
up to about 500 volts are concerned is usually a little higher 
than that of a rotary converter equipment of the same size. 
The higher efficiency and lower maintenance and attendance 
charges with the rectifier, however, easily outweigh any 


=] 
v iE 
gr ant dt^ 


Fic. 16.—500-kW, 550-V PLANT. 


difference that may exist. The case automatically alters when 
the higher traction pressures of 1,900-1,500 volts are reached 
—thus for 3,000 kW sets transforming from three-phase at 
10,000 volts and 50 cycles to direct current at 1,500 volts, the 
initial cost when compared with rotary converters designed 
for the same conditions is in the proportion of 170 to 214, 
both plants being of the same manufacture. These figures 
in each instance include everything from the h.p. terminals 
of the transformer to the d.c. bus-bars 

Several sets for dealing with 1,100 and 1,200 volts have 
already been supplied, while a recent contract obtained from 
one of the French railways provides for 
sixteen 1,200-kW sets at 1,575 volts d.c. 
A 1,200-volt traction set that has been in 
completely ^ successful operation in 
Sweden since April last year is seen in 
fig. 17. Higher d.c. pressures than 
about 1,600 volts would at present have 
to be obtained by connecting two recti 
fiers in series. It is anticipated, how- 
ever, that as a result of the experience 


searches being carried out that it will be 
‘possible to go to 3,000 volts with perfect 
safety at no distant date. 

In appearance rectifier equipments are 
always very pleasing. This is clearly 
seen in the view given in fig. 18, which 
shows a set cf six rectifiers in line, put 
into commission last year on the Con- 
tinent, four being in use on the town 
lighting and power supply, and two on 
the traction system.* 

In conclusion, the author desires to 
express his acknowledgments and 
thanks to his company (Messrs. Power- 
Rectifiers, Ltd.) for the facilities and m- 
formation given him in connection with 
the preparation of this article, and also 
to Mr. A. Odermatt (chief engineer of 
the rectifier sales department of Messrs. 
Brown, Boveri & Co., Baden, Switzer- 
land), for many valuable data and much 
assistance placed at his disposal for the 
same purpose. | 
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Scandinavian Power Transmission.— 
The. report of the’ Scandinavian Joint 
Commission which was appointed 
year to consider the question of the 
electrical transmission of power from Norway to Denmark із 
expected to be completed in the summer. The electrical section 
of the Commission is on the point of reassembling in Stockholm. 


*See also EvecrricaL Review. October 14th, 1921, for = deserigtion of the 
first rectifier installation erected in this country—that at Ipewich.—Eos, 
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SIAM: A GROWING MARKET. 


Imports of electrical goods and apparatus into Bangkok 

(Siam) during the last financial year (1920-21) totalled about 
£110,000 in value, as compared with £122,000 in 1919-20, and 
£87,000 during the preceding twelve months. Of machinery, 
including machine tools, the values imported have been: 
£102,000 in 1918-19, £173,000 in 1919-20, and £443,000 in 
1990-21. It will be seen, therefore, that the market 15 of 
considerable interest to the engineer. 

The general trend. and future possibilities of this trade are 
deseribed. in a report by H.M. Consul-General at Bangkok, 
which has recently been issued by the Department of Over- 
was Trade. For many reasons the market is worthy of atten- 
tim. The country is rich in resources, and is expanding 
rapidly. It:is true that it suffered during the international 
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Mic. 18.—Sıx RECTIFIERS OPERATING IN PARALLEL (see p. 496). 


slump which occurred after the Armistice, but, on the other 
hand, importers did not over-purchase, if the volume of 
gods bought from abroad, rather than their value, be taken 
into consideration. Further, the Siamese are well disposed 
towards British manufactures. 

Take, for instance, ‘metal goods. The value imported dur- 
ing the last financial year (1920-21) was £933,000, as com- 
pared with £692,000 in 1919-20. Of these £418,000 worth 
are credited to the United Kingdom, £61,000 to Hong-Kong, 
and £63,000 to Singapore. It is safe to assume that the 
list two represent, for the most part, goods of British 
ongm. They consisted of railroad material, galvanised 
sheets, bars, sections and sheets, wire manufactures and 
nails (other than wire nails), and tin plates. The value of 
the imports of these goods from the United States was 
The share of the chief countries of supply in the electrical 
and machinery trade is shown below :— 


Articles and Countries from Ticals. Ticals. 
which Imported. #113 Ticals, £1 — 11.28 Ticals. 

Etectrica, Goops 1918-19. 1919-20. 

AND APPARATUS. 
United States of America Ticals 249,792 Ticals 464,464 
- 26,903 41,175 
Sweden . Ticals 6,233 Ticals 266,291 
480 23,607 
United Kingdom Ticals 98.956 Ticals 264,295 
£ 7,611 £ 23,431 
Other British Dominions Ticals 31,354 Ticals 49,187 
£ 9,419 £ 4,360 
Japan, Ticals 360,942 Ticals 251,171 
; £ 27,766 22,266 
Ali other. Countries T: Ticals £78.036 Ticals 78,987 
> £ 21,391 6,951 
Ticals 1,125,313 1,373,795 
86,563 121,790 
Machinery “(including 
Machine Tools). 

United Kingdom =- Ticals 245.447 Ticals 954,364 
£ 18,880 £ 84,607 
United States of America Ticals 764,499 licals 842,915 
£ 58,808 74,726 
All other Countries Ticals 312.398 Ticals 157,591 
£ 24,031 13,971 
Ticals 1,322,344 1,954,870 
£ 101,719 173,904. 


„Та 1990-21 machinery and machine tools were, as stated above, 
mported to the value of £443,000, of which £312,000 came 
from the United Kingdom, the principal items being railway 
locomotives, rice milling machinery, machine tools, and 
marine engines. M: 
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been done successfully at Croydon. 


ELECTRICITY AND AIRCRAFT. 


THE AIR CONFERENCE. 
THe second Air Conference, called by the Air Council, was 
held at the Guildhall, London, last month. 

SIR CHARLES BRIGHT, F.R.S.E., represented the Institution 
of Electrical Engineers at the Conference, and moved a reso- 
lution to the following effect: "' That (1) for the purposes of 
economy, the Navy, Army and Air Force be absorbed under 
a Ministry of Defence; and (2) that civil aviation—aerial 
transport in particular—be dealt with by the Mainistry of 
Transport or some other civil department." "The necessary 
notice not having been given, the resolution could not be 
put to the meeting in the usual way. It, however, preceded 
the publication of the Geddes economy report. 

In his paper on the subject of '' Airships,” that was read 
at the Conference, Major G. H. Scorr, C.B.E., A.F.C., 
A.M.I.Mech.E., expressed the opinion, with regard to weather 
conditions and electrical disturbances, 
that the chief danger in an electrical 
disturbance was not, as was generally 


= thought, due to lightning, but to the 
X very violent air currents, that might 
> bring excessive strains on the hull struc- 
y ture. It was, however, with the pre- 
at. sent meteorological organisation, and 
n with present air knowledge, compara- 


tively easy to avoid thunderstorms. He 
could definitely say that thunderstorms 
in this country did not constitute a 
danger to airships, neither would they 
constitute a danger in the tropics, as 
with the development of airship routes 
the meteorological organisation would 
be extended to meet their comparatively 
simple requirements. 

In his paper on “ Civil Aviation," 
Lonp Сокем, C.B.E., М.С. (Under 
Secretary of State for Air), explained 
that the Swedish Waterfalls Board 
opened in the summer of 1921 an air 
service between Porjus and Suorva, thus 
effecting a great saving in time, as the 
journey by land was difficult, in connec- 
tion with the water-power installation. 
With regard to developments in wireless 
telegraphy and other signal work, direc- 
tion-finding stations, working in con- 
junction, had been established at Croy- 
don and Pulham and the combination of bearings from the two 
stations enabled pilots to ascertain their exact position. Im- 
provements had been made in the system of ground signals 
at Biggin Hill and Croydon for indicating weather con- 
ditions; and important steps had also been taken to facilitate 
night flying. The Meteorological Office and the study of 
weather conditions must always remain a matter of the 
greatest importance to the airman. Before the war there 
was no national distribution or international exchange. of 
meteorological information by wireless telegraphy, and prac- 
tically the only method was by telegram, or, in rare cases; 
by telephone; now reports were collected from about eight 
stations in Great Britain by wireless telegraph and, supple- 
mented by reports obtained in other ways, were distributed 
hourly by wireless from the Air Ministry. When the num- 
ber of available wireless stations increased it should be 
by no means impossible to put into operation the scheme 
prepared by the International Convention for Aerial Naviga- 
tion whereby a selection of all reports in collective form would 
be issued from a central national office within 14 hours of 
the time of observation. The study of magnetic disturbances 
was an important one; as an interesting instance of the 
difficulties in connection with the selection of suitable 
observations, Lord Gorell mentioned the serious effect which 
the electrification of the London railways had had on the 
records at Kew, rendering them unsuitable for the more 
important investigations. f 

'" The Progress of Research "" was dealt with by Brig.-Gen. 
R. G. BaàawaLL-WiLbD, C.M.G., C.B.E., F.R.Ae.S., Director 
of Research, who explained that Dr. Ferranti was attempting 
to determine whether it was better to replace the carburetter 
system of a Taxham two-stroke internal-combustion engine 
by some method of direct fuel injection. One of the advan- 
tiges expected to accrue if the experiment was a success, Was 
the elimination of the ignition system, which would remove 
4 source of unreliabilitv and trouble. In connection with 
navigation in thick fogs there was always the possibility, 
given the right ground organisation, of detecting the -posi- 
tion of an airplane by sound and of signalling to it by wire- 
less when to glide down and in what direction, which had 
Suggestions had been 
made to get rid of fog, either by mechanical means or 
bv electrical discharges; however, for an aerodrome of normal 
size the cost of those methods was prohibitive. 

The study of directional wireless was being steadilv: pressed 
forward; a particularly promising form was the rotating wire-. 
less beacon; that method offered the very considerable bait of 
freedom from the troublesome quadrantal error, but it, like 
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other wireless 1nethods, depended for its ultimate accuracy on 
a careful study of the conditions which determined the nature 
of the path followed by the waves. 

Major Frep M. Greex, O.B.E.. M.Inst.C.E., F.R.Ae.S., 

took as his subject "' Research from the Designers’, Con- 
structors', and Users’ Points of View," and in the course of 
his paper observed that there were many ways in which 
wireless telegraphy and telephony could help in navigation, 
but it was essential that the gear carried on the aeroplane 
should be as light and as simple to use as possible. The 
inportant thing was to convince the pilot himself that the 
gear with which he was provided was absolutely reliable. 
Wireless control of the aeroplane itself from the ground was 
certainly a possibility of the future, and it might be that 
the pilot of an air liner would give up the control of the 
aeroplane when within a certain distance of his landing- 
place to a ground pilot, who would bring the aeroplane into 
rt. 
Lt.-Col. W. А. Bristow, M.LE.E., M.LA.E.. F.R.Ae.S.. 
read a paper on. “ Aerial Transport, To-day and To-morrow,” 
and explained that experience had shown the meteorological 
and wireless services to be the twin guardians of safety in 
the highest possible degree. Times innumerable machines 
had been saved from danger by the timely warning by wireless 
telephone of sudden changes in the weather conditions. 

The services of the Marconi Co. and the constant work 
of its able staff on the development of wireless telephony had 
heen of the verv greatest value, and the improvements that 
had been made were of a most substantial and gratifying 
nature.. | 


THe Use or T.fGHT AS AN AID TO AERIAL NAVIGATION, 


A paper on the above subject was read by Lt.-Col. L. F. 
Braxpy at the recent meeting of the Illuminating Engineer- 
ing Society, when the chair was occupied by General Sir 
Frederick Sykes, Controller-General of Civil Aviation. | 

In the introductory portion of the paper Lt.-Col. Blandy 
briefly described the searchlight equipment in use around 
London for anti-aircraft operations during the war. It com- 
prised both stationary searchlights, chiefly taking 50 amperes, 
though ultimately some 150-amp. types were introduced, and 
motor-lorries on which generators were mounted. 

Turning to peace developments, the author described the 
arrangements for lighting aircraft of the R. 36 type, which 
was lit internally bv 12-volt lamps. Energy was derived 
from five generators belt-driven from the main propellor shaft, 
charging a 40 amp-hr. battery. For the passenger accommo- 
dation 48 lamps of 8 c.p. each were used. and other lights 
were assigned to the control car, power car, wireless cabin, 
&c. 

External lights had already been dealt with by the Tnter- 
national Convention for Aerial Navigation. They included 
a white forward light (8 km. range), a green light on the 
right (5 km. range), and a red lamp of similar range on the 
left. Special design was necessary to prevent the green light 
being seen from the left, or the red light from the right. 
A white light must also he attached to the rear (also 5 km. 
range). Actual examples of such lights were exhibited at 
the meeting and it was mentioned that some difhculty had 
been experienced in obtaining constaney of colouration for 
the glasses used for the red and green lights. In view of 
the high speed at which modern aircraft travelled, navigation 
lights were of obvious importance, and the present range 
might have to be increased. Thus, if two aircraft, each 
travelling at 100 11.p.h., meet in mid-air, the period of time 
from sighting the lights to collision was onlv 90 seconds for 
the headlights and 50 seconds for the side lights. 

Another form of light carried on board was used to facili- 
tate landing. Chemical flare lights had been used for that 
purpose, but more recently electric lamps had also been de- 
veloped. Such lamps might be used in reflectors and mounted 
on the machine structure. In France varied designs, com- 
prising electric wing-tip lamps, fuselage lamps, and clusters 
of lamps mounted low down under the fuselage. were 
adopted. — Ultinatelv. gasfilled lamps of — 1,000-2.000 — c.p. 
were developed for that work, and as those lamps were run 
off a 19-volt. hbatterv and took 50-60 amperes, they had to Бе 
of special design and involved various problems, notablv the 
sealing in of electrodes carrying such high currents. There 
was a consensus of opinion that, for landing, the electric lamp 
was as good as the chemical flare, and it had special, advan- 
tages. such as the fact that it was under control and could be 
switched on and off for a definite period. 

Aerodrome lighting involved lights used to indicate ob- 
structions, illumination of the actual landing ground, and 
fixed illuminated signs to indicate the direction of the wind, 
&c. High wireless masts formed dangerous obstructions, 
and required to be lighted with snecial care. At Crovdon and 
T.wmpne 60-watt lamps were placed at intervals along the 
ridges and highest points of roofs, masts, &c. The lamps 
were enclosed in watertight fittings with outer red glass, and 
that displav of red lights afforded. incidentally. a good means 
of recognising the serodrame. At the top of the тегу hich 
wireless masts 1.000-watt gasfilled lamps, with a red onter 
cover, were placed, and also down each leo of the mast. The 
. marking out of landing nlaces had heen the subject of much 
study. one important point being the mounting of lamps in 
reflectors giving the necessary wide angle of visibility. One 


arrangement favoured for the purpose of marking-out landing 
areas was the arrangements of lights in the form of “ L's” 
and such lamps were controlled by special revolving switches 
so as to indicate. by the effect on the lamps, the direction o 
the wind. Searchlights had also been proposed and experi 
mented with to facilitate landing. But when the machine 
was alighting the shadow-trouble was apt to cause {Шш 
and the method was considered unsafe. Searchlights micht. 
however, prove of value for the actual lighting of the ground. 

In the concluding part of the paper the author described 
various forms of aerial lighthouses, a feature of which. s: 
contrasted with marine lighthouses, was the wide anme 
through which the light required to be recognised. Es. 
perience had shown the need for a practically homogenous 
light throughout 150 degrees and the avoidance of any "dark 
spots" had proved more difficult than might at first sight 
be imagined. 

An appendix to the paper contained a summary of the 
recommendations of the International Convention wit; 
regard to lights used for signalling. 


SHOWROOM DISPLAYS AND DEMONSTRA- 
TIONS. 


Tue fitth of the E.D.A. Salesmanship Conferences was held 
on Friday, March 17th, when Mr. A. C. Bostel, of Croydon, 
read a paper on " Salesmanship in Relation to Showroom Dis 
plays and Demonstrations.” Mr. H. Marryat, M.LE.E,, oc 
cupied the chair. | 
Mr. Bostel dealt with the subject from the central station 
engineer's point of view, and was firmly of the opinion that 
all supply undertal ings, however restricted their powers иш 
be, should have showrooms to demonstrate the uses to which 
electricity can be put. A large number of showrooms for the 
display of electrical apparatus, he said, were very poorh - 
equipped, and even in some large stores he had found a large 
amount of shoddy apparatus offered for sale. Dealing with wm- 
dow display and arrangement, Mr. Bostel said that the space 
inside the window of a showroom should be such as to allow 
one or two examples of each article which was of use to be 
shown, so arranged that everything could be seen from out- 
side. Each article should have a card, stating what it was, 
its price, and cost of running per hour or per operation. The 
display should be as varied as possible, and not overcrowded, 
nor mixed up with wiring accessories. The display should 
also be altered frequently to suit the seasons. He emphasised 
the importance of maintaining the lighting until about 11 
o'clock at night, so that the display should not be hidden from 
the publie when the showroom was closed. Outside lighting 
could also be demonstrated, but the outside lamps should oniy 
be switched on for demonstration purposes, as otherwise thex 
would seriously contrast with the window display. Show- 
rooms should be divided up into sections, each section being 
devoted to a particular purpose. The power section shou. 
have one or two direct-driven machines. Most manufacturers 
wonld be pleased to loan machines, provided their representa- 
tive could bring his prospective client in. A small motor сог 
be fixed, and means whereby a brake could be applied to the 


. pulley, showing on a wattmeter connected how easily and 


quickly an electric motor adjusted its consumption to the 
load. A diagram on the wall showing the space occupied by 
a gas engine and tanks, compared with a motor of the same 
output, would be useful. An overload release should be ir 
operation, showing how easily an overload on a motor was 
guarded against, the motor should be on slide rails te 
demonstrate the ease with which a slack belt was taken up, 
and it was very convincing to have a record of the average 
revenue received per b.h.p. installed of different classes of 
machine driving. Tt was wise not to have too manv elaber- 
ate control devices about; these were things which could 
come m afterwards. it being remembered that the showr m 
was used for the demonstration of the uses of electricity to 
lav men, the majority of whom were ‘nterested only in why 
a motor would do and what it would cost. Tt was à mistake 
to show manv different makes of apparatus, and a salesman 
should carefully investigate the various makers’ goods. 
thoroushlv test them, and decide which were best. Another 
section of the showroom should be devoted to lightine. ar! 
include а darkened partitioned cupboard showing the effect і 
various reflectors and different types cf fittings, and the соп: 
sumption of apparatus should be given. Then, if space mr- 
mitted, a hall for 200 ог 300 peonle should be set aside for talk: 
and demonstrations. Mr. Bostel emphasised the imnortance u 
displaving plainly marked cards with the goods. The public 
should be encouraged to visit the showroom, not necessarily 
to buy. but to see what was on. 

The greatest care should be exercised in the selection and 
management of a showroom staff. The necessary knowledsr 
could he easily acauired bv a young person of average inte! 
gence. and the author said he found that airls possessing the 
necessary nersonality, appearance. and address made ideal aa- 
sistants. Tt waa important that the manager’ should always en- 
courage his staff to keep up-to-date in their work. 
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All sales and moneys received should be kept distinct from 
the accounts for energy sold, so that an accurate record of 
the results of a depaftment might be maintained. Particulars 
of each sale should be recorded, with the name and address 
of the purchaser, for the benefit of the outside staff. | 

Dealing with the investigation of complaints, the author 
pointed out how necessary it was to deal carefully with each 
one. To satisfy а consumer was just as important as ob- 
taining new business. - Finally, Mr. Bostel touched briefly on 
the qualities necessary in salesmen. The staff should possess 
tenacity of purpose, enthusiasm, optimism, and a deep belief 
in the goods they handled. 

In the ensuing discussion, Mr. Расе said it was important 
that inspectors, fitters, &c., should be equipped with the 
necessary knowledge to enable them to advise customers as 
to what was the best thing to use under certain circum- 
stances. 

Mr. SEAMAN spoke from the пош of view of the ordinary 
contractor. It was often beyond the contractor to have a 
showroom of the size dealt with by the lecturer, and he sug- 
gested the stimulation of public interest by the holding of 
popular lectures on electricity and its uses. He also suggested 
that contractors in various districts should combine and run 
a permanent exhibition, supported by the supply companies 
in their districts. These exhibitions should be devoted to 
demonstrations, and there should be no sales, but pamphlets 
containing the names of the contractors should be available. 
He expressed himself as very :nuch egainst manufacturers 
opening showrooms themselves, and also urged that supply 
authorities should supply power to contractors at a nominal 
rate. 

Mr. Үопхс said that the three problems before contractors 
were to get showrooms open, to get the people into them, 
and to sell the goods when the people were in. As to the 
latter, salesmen were very energetic and euthnsiastic, but it 
was essential that they should alwavs be natural. sincere, 
concise, and should always speak the truth. Getting people 
into the shops was a difficult matter, and he would like to 
fnd some easy method of doing this. He himself had 
found that silk shades in a showroom window attracted at- 
tention. There were not enough showrooms open, and the 
electrical industry was suffering to-dav froni the fact that 
the goods were not being shown to the publie. He had spent n 
meat deal of money on showrooms, but there had been no 
profit on them, but he believed the time was now at hand 
when profits would be made. He complained of the difficulties 
contractors had to face through manufacturers giving discounts 
to the public. Some manufacturers, on the other hand, 
asked their customers the name of their contractor, and if 
cash were paid for the apparatus sold. they would credit 
the contractor with his discount. If the industrv were to 
develop, a& it should, then the retailer must be encouraged. 

Mr. MANN said that his firm had a showroom, and it had 
paid, because people came in to see the appliances exhibited, 
and were not pressed to buy, but the majority of them came 
hack for their fittings, &c. With терага to saleswomen, he 
was of the opinion that they should be encouraged, because 
they were a help in dealing with their own sex. 
Mr. W. А. Gintorr asked how many contractors were able 
to thoroughly demonstrate all classes of cooking and heating 
Apparatus in their showrooms. In his opinion there were 
тегү few. His firm (Jackson Electric Stove Co.) had a show- 
rom which was mainly used for educational purposes. If 
anyone came into it he was asked for the name of his con- 
tractor, and if the client paid cash for whatever he had pur- 
chaed the contractor was informed that a discount had been 
Maced to his credit. No purchasers, except those connected 
with the trade, were allowed discount. He was not sure that 

e was in favour of exhibiting the price of each article; it 
"a8 better to tell a customer how much a machine would 
cost to run. 

Mr. Нгонмах pleaded for more co-operation, especially 
"mong contractors in their own districts. He suggested that 
а number of contractors in a provincial town should come to- 
"her and run a co-operative showroom. They could pool 
their capital and goodwill, and form a small company, or go 
Into partnership. | ў 

Mr. Bus advocated the changing of window displays fre- 
‘ently and also dealing with one kind of article at a time. 
1з would create interest, and people would he more in- 
"lined to inspect the other goods. It was advisable to make 
? displav look sehsonable. He did not see why manufacturers 
Should loan goods to contractors. Contractors did not carry 
enough stock. à ` 
Mr. CALVERT leaned towards the display of clearly marked 
froups of articles in the windows, with price tickets, because 
f they concentrated on one type of article for, say a week. 
ope would get tired of it and walk past. He did not 
E lady saleswomen in contractors’ showrooms were a 
“necegs. 

Mr. Ropryson (Croydon) pointed to the difficulties of a 
“шат contractor. People who lived in Croydon would 
not select anade in Croydon, but would ro to the hig London 
"ores for them. Suburban contractors did much educational 
work, whereas the stores were only interested in selling, and 
not in the efficient working of the apparatus. 

Mr. С. Tervers (Hotpoint Electrical Appliance Co.) said 
that he had always been struck by the fact that in a municipal 


showroom there was usually nothing to indicate that it Wis 
an information bureau. Supply authorities never seemed to 
alow the public to see their generating stations. "This 
should influence the public, because the air of salety and 
efficiency and cleanliness in a generating station would im- 
press them. : 

The CHAIRMAN, dealing with the organisation of public 
lectures, &c., to further public interest in electricity, said that 
the E.D.A. was considering this matter at the present time 
and hoped to do more. It chiefly remained for contractors, 
manufacturers, and supply authorities to provide the necessary 
funds. He also referred to the activities of the Electrical 
Contractors’ Association with regard to the opening of show- 
rooms. 

Mr. BosTEL, replying to the discussion, said it had not been 
his experience that inspectors, &c., were more enlightened 
than the salesmen, and could deal with consumers better. At 
Croydon they had inaugurated a scheme whereby these men 
Were given commission on any new business they might in- 
troduce, but the business obtained was very small, and the 
information given by the men was bad. He had given lec- 
tures in the public libraries in Croydon, on the uses of elec- 
tricity in the home; these were fairly well attended, but by 
the sort of people who wanted something for nothing, and 
the amount of business arising from them was small. In 
Croydon contractors had been supplied with energy at nominal 
rates, and it was a practice which should be followed through- 
out the country. The practice in Croydon was to have а 
small standing charge, and then supply at ld. per unit, and 
1t had induced contractors to make a better show. Much 
had been said with regard to manufacturers lending goods 
In his opinion, manufacturers were only too eager to push 
things into the showroom. He was in favour of inviting the 
public to view the supplv station. In conclusion, he expressed 
the opinion that the future of the industry lay in co-opera- 
tion. with the contractors. ` 

ТЪе CHAIRMAN announced that that completed the session's 
salesmanship lectures, and it was hoped that another series 
would be held next session. Tt would be an excellent thing 
for the industry if the movement could be extended to the 
provinces. 

Mr. J. W. Ввлоснамр (director of the E.D.A.), responding 
to а vote of thanks, said there was one feature in evervthing 
the E.D.A. undertook, and that was that all associations in 
the industry were represented. 


—————— ———— 
—————— M 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have tne wriler's name and 
address in our possession. 


Switching Certificates. 


As the originators of the competitions under which the above 
certificates are awarded, we were naturally interested in the 
letters which appeared in your issues of December JUth, 1921, 
and January 13th, 1922. Regarding the query of ''Inter- 
mediate," modesty forbids us to state our opinion as to the 
value of the certificates to their holders; sufficient to say that, 
as the examinations have been held continuously during the 
past nine years, and as there appears to be no falling off in 
the number of would-be holders, it suggests that they must 
carry some recognition in the trade. During this time, in spite 
of the war, we have received some 3,000 entries, and of this 
number nearly 2.000 have succeeded in obtaining certificates. 

gho question papers are answered in a man's leisure time, 
and at his own home, and the answers, taken as a whole, show 
intelligent work and initiative. In awarding these certificates, 
the idea was to provide some tangible recognition of the work 
done by the holders, and, as Mr. J. C. Tree points out, not 
with a view of giving any guarantee that holders would obtain 
employment on their production. Notwithstanding this, many 
have written stating the benefits they have directly derived 
through taking part in the examinations. It appears that 
“ Intermediate " must have struck a bad patch, as there aro 
very few contractors at the present time who are not fully 
alive to the great advantages of modern switch controls, re- 
alising that an employé having this knowledge is an asset to 
his firm. There is no doubt but that anyone taking part in 
the examinations must extend his knowledge, as in answering 
the questions a fair amount of initiative is required. 

Incidentally, educated and up-to-date workers will naturally 
bring benefit to all branches of the industry, and it is satis- 
factory to note that enterprising contractors recommend their 
employés to improve their knowledge by entering for the 
examinations. 

Thanks are due to the late Mr. W. Porren Maycock. 
M.I.E.E.. for the systematic manner in which he organised 
the scheme and controlled the examinations until his death. 
His enthusiasm and ability were most useful factors towards 
the success attained, and we are as fortunate in his successor, 
Mr. W. H. Bray, A.M.I.E.E., one of the most successful 
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teachers of electrical engineering and electrical installation 
work in London. "The City & Guilds of London Institute did 
excellent work with its system of examinations in electrical 
subjects, but now, after 40 vears’ existence, all that remain 
are the examinations in the Honours Grade, those previously 
held in the earlier grades having been cancelled some three or 
four years ago at the request of the Board of Education. 
When the Board of Education decided on the cancellation of 
the City & Guilds examinations, our own Institution would 
have been well advised to have then introduced an examina- 
tion scheme suitable for the artisan. Such a scheme would 
have been of great benefit to the industry, and the certificates 
awarded would have received greater recognition than those 
of the City & Guilds. 

We think that where any contractors have stated that the 
knowledge possessed by '' Intermediate ” is of little use, they 
must have had very hazy ideas of the whole scheme. We are, 
therefore, willing to send to any contractor on request a set of 
three current question papere, in order to prove to him their 
real practical nature, and think, after perusal, he will agree 
that the questions are practical and by no means easily 
answered. 

At the time of writing, it is with great satisfaction we hear 
that examinations in Grade I of ^" Electrical Installation 
Work ” are to be reinstated for this vear. 

A. P. Lundberg & Sons. 


London, Х.Т, 
March 15th, 1923. 
| Abbreviated. —Eps. Entec. БЕУ.) 


A Combination Fan and Heater. 

I was very much interested in Mr. Н. Ashdown's letter in 
vour issue of the 3rd inst., and would state that I obtained 
a Provisional Petent for а combined fan and heater on leb- 
ruary 26th, 1921 (No. 6469), which is several months prior 
to the date of Mr. Ashdown's Provisional Patent. This is 
a fan capable of emitting either hot or cold air in any de- 
sired radial direction. When hot air is required, the fan can 
be regulated to a wide range of slow speeds, whilst for cold 
air the fan is used in the usual manner giving full speed 
with three regulations. 

Probably. however, someone can quote the date of a similar 


patent prior to mine. 
Arthur Charles, 
Managing Director, 


Burnley, 
Burnley Components, Ltd. 


March 18th, 1022. 


Iron: Nickel Accumulators. 


There are some places for which lead accumulators are 
not quite suitable, for instance, some country-house batteries 
and starting batteries in motor-boats—in both these cases 
the batteries are often left idle and uncharged for months. 

I should be much obliged to any of vour readers who have 
had experience of iron-nickel accumulators in similar situa- 
tions, if they would let me know how these compare with 


lead batteries. 
R. P. Р. 
March 15th, 1922. 


— M — 


The Cost of Living in India. 


From time to time you ask for and publish letters dealing 
with conditions of living abroad, and I take this opportunity 
of forwarding some cuttings from the Statesman, which is 
Calcutta’s leading newspaper, and is said to have the largest 
circulation of any daily paper in India. 

[ quite fully bear out what the correspondents say, and 
should advise any married man coming to this country to 
he more than careful in his inquiries before making [he 
final plunge. It is an absolute impossibility to live in l- 
cutta (and T believe practically the same conditions prevail 
in апу other Presidency town and Rangoon, &c.), on less 
than Rs.1.000 a month, for a married man without children, 
and this does not allow for any saving or provision for trips 
to the hills for the wife or oneself; these are a necessity 
at least every other year for the wife. 

I can assure all your readers that the trials and discom- 
forts, &e., of this country are most decidedly not ‘ worth 
the candle " unless one is able to save at least one-third of 
one's salary. If any reader is contemplating coming to India 
and cares to write through the Editors, T shall be pleased, at 
any time. to supply him with the actual figures of an aver- 
age married man's expenditure in this city. 

To сар all, the present taxation proposals of the Indian 
Government will add about 15 per cent. to the cost of living. 
I wonder if salaries will merease bv the same amount !! 


T. Jager, A.M.LE.F. 


! 


Calcutta, 
March 2nd. 1922. 


[The cuttings referred to mention as causes of the trouble : 
—Exorbitant rents (in spite of the existence of a Rent Con- 
troller); the false standard of living which Europeans are 
compelled to adopt: as well as the high cost of essential 
commodities.—Eps. Exec. Беу.) ' 


The Quick-make and Quick-break Switch. 


With reference to the correspondence appearing in your 
columns regarding the above, the consensus of opinion un- 
doubtedly seems in favour of a quick * make,” provided that 
this ensures a full and satisfactory contact; not necessarily 
contact area, but contact with minimum watt loss. 

To make the switch thoroughly satisfactory, the spring con- 
trolling this positive action should have ample margin to allow 
for fatigue and to ensure that the positive action is maintained 
throughout the life of the switch. The quick-make movement 
should be compulsory and quite independent of the speed of 
handle operation. [f this is satisfactorily designed, it should 
not be necessary to have a “follow on " movement (except 
as an added insurance), and where this “ follow on " moye- 
ment is embodied in a switch as an essential part of operation, 
it would seein a confession on the part of the makers that the 
spring alone cannot be relied on to make a full and satisfactory 
contact, and that {һе © follow on "' motion was eliminated 
that contact would be unsatisfactory. This type of switch 
cannot be described as a real advance over the slow ‘ make ^ 
hand-operated switch which certainly ensures a satisfactory 
contact. | 

It is surprising that purchasers of switches should always 
rely merely on the manufacturers’ own rating of the switches, 
and that no tests or guarantees of performance are asked for. 
In other apparatus such as motors, transformers, &c., fuil 
guarantees of performance are nlwnys available. 


| R. R. Smith. 
March 15th, 1922. 


The primary feature of an ideal switch is its ability ts 
curry the rated current throughout the life of the switch 
with a minimum watt loss. Any movement necessary to 
interrupt the circuit should, therefore, not interfere with this 
function. 

The secondary object of the switch is to make or interrupt 
the circuit under full load with a minimum of sparking. It 
is, therefore, advisable that both the “ make " and * break " 
should be, if possible, instantaneous and positive in action. 
and that no inching should be possible in either direction. |! 
the '' follow-on " movement by hand, is necessary to ensure 
full contact in the '' make,” it follows that it is equally neces- 
sary that the switch should be inched in the reverse direction 
when switching off to allow the spring to function. 7h. 
is à common fault in many quick." make " switches, and it is, 
in our opinion, essential that the operator should only be 
called upon to provide the necessary power to compress the 
surings, making the speed of operation in both directions en- 
tirely automatic and positive; in other words, а *' trigger 
action " should be provided. 

As manufacturers of a quick “таке” and "break" 
switch, we claim to have produced an apparatus embodying a!! 
the features mentioned above. and, in addition to this, main- 
taining the whole of these features under full-load working 
conditions in a satisfactory condition throughout its life. 


Magnome. 
March 15th, 1923. 


————— 


The replies to my letter under the above heading which ap- 
peared in your. issue of February 24th last have been most 
gratifying, and coming from manufacturers and designers of 
switchgear are very instructive and interesting. 

The writer is of the opinion that most of the commercial 
switches on the market, from the tumbler upwards, are in 
practice switched on quickly, although not actually quick-make 
switches. The time element in switching on or closing an 
ordinary switch, as against a quick-make switch, is only a 
matter of a fraction of a second, so that in practice it would 
appear that most, if not all, switches have the benefit of a 
quick-make to all intents and purposes. There is no desire 
or inducement for an operator, skilled or unskilled, to pur- 
posely make slowly, so that I think the time taken in actu- 
ally making the circuit with a so-called slow-make switch as 
against a quick-make switch is almost negligible. 

I am inclined to agree with the letter from ^ Switcher" 
in vour issue of March 17th when he says: ''I consider that 
with a well-designed slow-make switch this partial contact 
would in most cases be as good as the normal contact of the 
quick-make switch," that is, assuming the slow-make switch 
was not quite closed. l 

With regard to ironclad switches with a lever protrudinz 
through the cover, there are undoubtedly a large number of 
cheap and badly-made switches on the market, and the burn- 
ing of contacts, &c., is mainly due to faulty mechanical design. 
The writer knows of one electrical inspector who, when 
examining plant, is never satisfied when the switch is in the 
so-called '' off " position without first opening the box fo 
satisfy himself that the switch is actually '' off." He informs 
me on many occasions when the lever is in the *“ off "" position 
and the cover has been removed, he has found one pole sti! 
in partial contact; owing to flimsy mechanical design. both 
blades or poles do not always work together, and the position 
of the operating lever is therefore not always a guide to the 
actual position of the switch. | , 

However, there are points in favour of both quick-make an 
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dow-make switches, and from the correspondence which has 
foliowed, it would appear that there are quite a number of 
nanufacturers offering excellent switches of both designs. 


С. W. Denny. 
London, S.W.. March 20th, 1922. 


Technical Workers' Salaries. 


I notice in this week's ''Personal Column’’ of the ELECTRICAL 
Review that a borough electrical engineer is complaining 
that his present salary is only 24 per cent. in excess of his 
pre-war salary. If his case is considered hard, what might 
be said of a senior technical assistant employed by a great 
Institution very closely 4need it be specified how closely?) 
ailed to the electrical industry, who is in receipt of a salary 
which is only 8 per cent. above the pre-war rate; the last 
occasion that an increase was conceded having been some- 
where in the early days of the war? 

Yet this is a fact. 


March 14th, 1922. 


Assoc. Memb. · 


The Walkerburn Hydro-Electric Scheme. 
The question of storing water power has engaged the at- 


tention of water power engineers for some tine, and your 


deription. of the above plant has no doubt been read 
with much interest, though to many of your readers the 
euestion has no doubt arisen—'' Was it worth while? ” and it 
is this very question I will try to examine on the basis of 
the firures you bave produced in your article. I fear, how- 
ever, that if this installation is taken as a fair sample of what 
might occur elsewhere, many of your readers may consider, 
and nzhtly so, the capital outlay out of all proportion to the 
results obtained. 

There are three methods by which hydro-electric power 
ean be stored, viz., mechanical. electrical, and calorific or heat 
sorage. Probably the mechanical method is the most ећ- 
cient and yields the best results, provided they can be arrived 
at without undue capital outlay. The capital outlay is stated 
w be in the neighbourhood of £100,000 including the electri- 
feation of the mills, whilst a gross horse power of 450 is 
(htained. From reliable figures Т have before me, the elec- 
nication of the mills to absorb the 450 h.p. should not have 
exceeded, sav, £10,000, and we tlierefore arrive at a capital 
ratlay of £90,000 on this hydro-clectric plant, which works 
out at about. £200 per h.p. This figure is excessively high 
and cannot be economically justified in a country where 
cal is comparatively cheap, and probably more economical 
results would have been obtained by the installation of a 
Diesel or a superheated steam-engine plant. 

I have also examined the financial aspect of electrical 
storage, and find that the probable cost of accumulators to 
sharb 230 h.p. would not have exceeded £15,000, во I frankly 
confess I do not see how on the basis of the figures available, 
бе water-power storage scheme in this case could have been 
"stüed on а commercial basis. Even the estimated saving 
of £10,000 a vear barelv covers interest on capital and depre- 
mation, and leaves nothing for redemption. Наа a public 
рлу been available, an outlay of £5,000 a year would 
easily have purchased all the power required. 

As a contractor of water-power plants of over 90 vears' 
standing. I am glad to see the interest roused on all questions 
ef hydraulic power plants, but I submit with all due deference 
that if the development of water power is to follow sane 
ines, it is absolutely essential that the financial aspect is 
Ziven very close consideration, as schemes not economically 
jetable are bound to set back the development of water 
power in this country. I very much doubt whether schemes 
^f this nature can be sound commercial propositions, when 
the capital outlay exceeds from £100 to £190 per horse power. 

I was reminded, when I read the description, of the famous 
'emark, " C'est magnifique, mais ce n'est pas la guerre." 


James Gordon, A.M.I.M.E. 
March 15th, 1999. 


London, 


A High-resistance Fault. 

I have a three-core cable on a 3,000-volt a.c. circuit which 
1 have found tests only 50,000 ohms between phases on all 
three cores, the test to earth being 20 megohms. I should be 
‘leased if any reader would inform me how to find the exact 
‘Pot where the fault is. 


| Review Reader. 
March 13th, 1922. 


—— ee 


Charges for Services. 


I am pleased to note that my recent letter on the above 
-harges has at least brought to light the fact that these are 
fairly general. However, I have yet to hear of the under- 
tuking that makes its charges as steep as in this district, 
whether legal or otherwise. The lowest quotation yet received 
being £4 15s., for a single service, approximate length 2 yd.. 
lo supply to a shop requiring 2.5 A for lighting; the highest 
teing £96 odd, for approximately 150 yd., so that Mr. Ashwell 
bas evidently been let off lightly. 16 is certainly time that 


sone check was put on the exorbitant charges made by some 
supply undertakings. The suburban resident is naturaily un- 
willing to pay for something that will never be his own. It 
is, therefore, a stumbling block to electrical progress. During 
the last six months we have had 34 orders for installations 
turned down owing to these charges and 70 owing to lack of 
enterprise on the part of a supply authority in refusing to 
lav short extensions. ‘lhe only alternative for the progressive 
contractor is to mark time until those responsible arise from 
their slumbers. What hopes? 
Contractor. 


Private House Lighting at 25 Periods. 


I have read with interest Mr. T. R. Kernick’s letter of 
February 17th, also the article he refers to. 1 estimate there 
are over 40,000 pairs of eyes that are seemg to read, work, 
and plav by 25-cyele lighting in South Wales (not counting 
those who walk on streets lit by the same type of illumina- 
tion), many of them for 18 years, and Г have not noticed any 
abnormal effect upon their eyesight or their temperaments. I 
doubt if anyone sitting in a room illuminated by a gasfilled 
laup in a semi-indirect fitting could tell the frequency of 


the supply. 
C. T. Allan, 
Assistant. Manager, 
Cardiff, The South Wales Electrical Power 


March 15th, 1922. Distribution Co., Ltd. 


IMPORTS OF ELECTRICAL 
1922. 


EXPORTS AND 
GOODS FOR FEBRUARY, 


THE otficial returns of electrical export business for the month 
of February show a considerable talüng oll in values, the total 
being £992,713, a decrease of £370,000 on the January figures 
of £1,509,413. 1n comparing the figures. due allowance should 
be made for the fact that February contained fewer 
days than the previous month. Nearly all the items of elec- 
trical exports show decreased values, the principal reductions 
occurring in electrical machinery (£745,000 dec.), telegraph 
and telephone cable and material (£70,000 dec.), electrical 
goods and apparatus (£22,000 dec.), and insulated wire 
(£25,000 dec.). 

T'he figures for electrical imports were £237,605, as compared 
with £105,d81 for January, an addition of roughly £130,000; 
in electrical machinery imports an increase of £155,000 is re- 
corded, whilst a falling oft occurred in the items for electrical 
goods and apparatus of £14,000; and in telegraph and tele- 
phone imports of £10,000. . 

‘The re-export total of electrical goods and machinery, &c., 
at £25,245, was £10,000 up on the previous month, the figures 
for the glow lamps section showing an appreciation of £10,000, 
whilst reduced values were registered in other sections, prin- 
cipally in electrical goods and apparatus ənd telegraph and 
telephone cable and material. 


VALUE OF ELECTRICAL EXPORTS AND IMPORTS FOR 
FEBRUARY, 1922. 


Exports. Imports. Re-exports. 
£ £ £ 

Electrical goods and apparatus | 

(unenumerated) — ... .. 100,356 36,561 2,659 
Insulated wire 155,909 8,273 — 
Glow lamps  ... 78 .. 29,983 22.197 15,832 
Arc lamps and parte ... ios 385 571 E 
Batteries and accumulator 24 GY 3,365 == 
Meters and instruments 35,728 4,310 665 
Carbons i Sos 2,303 2,486 576 

Electrical Machinery— 
Railway and tramway motors 15,178 — — 
Other motors and generators 177,240 — — 
Switchboards (not telegraph 

or telephone) s ... 94,359 20 — 
Electrical machinery  (un- 

enumerated) ... ER .. 191,597 199,163 3.896 

Telegraph and Telephone Cable and Material— 
Telegraph and telephone 

wire and cable (not sub- 

marine) C не e. 34,034. 2,600 — 
Submarine telegraph and 

telephone cable  .. .. 061,085 — — 
Telegraph and telephone in- 

struments and apparatus 139,732 8.629 1,017 

£992,778 £287,605 £25,245 


Philips’ Glow-Lamp Works.—The directors of the N. V. 
Philips’ Gloeilampen Fabrieken propose to pay a dividend for 
1921 at the rate of 11 per cent. on the ordinary shares, and 
7 per cent. on the preference shares, these rates comparing 
with 31 per cent. and 1% per cent. respectively in the pre- 
ceding year. 
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NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Compiled empses&iy for this journal by ifessrs. SEFTON-Jones, ОЕШ. AND 
Sud Ch cued Patent Agents, 285, High НоПогп, London, W.C. 1. 


6.300. '"' Spark plugs." T. E. Rofe and S. le F. Varvel. March 3rd. 
6,308. | Sparking plug." F. H. Harley. March 3rd. 

6,323. "' Electrical instruments in vacuo." M. A. Codd. March 3rd. 
6,329. '' Governing mechanism tor multiple motor power plants." Metro- 
politan-Vickers Electrical Co., Ltd. March 3rd. (United States, March 3rd, 
1921.) 

6,330. * Cubicles for enclosed electric switchgear.” Mctropolitan-Vickers 
Electrical Co., Ltd., and E. E. J. Pilcher and A. Е. L. Scanes. March 3rd. 
6,332. '' Electric hoisting device." B. Bomborn. March 3rd. 

6,337. '' High-frequency therapeutic applicators.” R. А. 5. Paget and 
. К. Quain. March 3rd. 

6,358. '' Electric light fitüngs, Sc." T. Cracknell. March 3rd. 

6,303. '* Dynamio-electri. machines," Sir C. A. Parsons and J. Rosen. 
March Jid. 

6,372. “ Arrangement for increasing speed of telegraphing over long lines.” 
K. RKuplmuller and K. W. Wagner. Мас 3rd. (Germany, March 4th, 1921.) 
6,373. '" Increasing. sped of signalling." A, E О (C. Lorenz Akt. Ges.) 
March 3rd. 

6,380. '' Electro. magnets.” British Thomson-Houston Co., Ltd. (General 
Electric Co.) March 3rd. 

6,381. “ Electric are welding apparatus." — British. Thomson-Houston Co., 
Ltd. (General Electric Со.) March. 3rd. (United States, July 27th, 1921.) 
6,399. © Head-liphts tor motor-cars, &c." J. Ward. March 4th. 

6,423. ‘Systems of wireless telegraphy and telephony." G. T. Smith 
Ciarke. March 4th. ' | 
0,330. “ Electrical hot-air stove.” G. Comboni. March 4th. 

6,437. “ Locking devices for electric incandescent lamps, &c." R. R. Bury 
and j. Stone & Co., Ltd. March 4th 

6.453. “ Device tor testing sparking plugs and ignition systems of internal- 
combustion engines.” J. J. Elias. March. 4th. 

6,405. '' Raudio-antenna systems. Ges. fur Drahtlose Telegraphie. March 
4th. (Germany, March Sth, 1921.) 

6,474. '' Motor-vehicle lamps." B. W. Harcourt. March 4th. 

6,495. "Apparatus for testing electrical apparatus and installations," G. С. 
ang. March 6th. 

6.518. ‘* Telephone systems.” W. 
4th, 1921.) 

6,521. * Electric eeading lamps, &c." J. Watson. March 6th. 

6,536. *'* Telephone instrument apparatus and attachments.” H. D. Pyne. 
March 6th. 

6,554. '' Incandescent electric lamps." A. C. Hyde. March 6th. 

6,561. '* Electrical burglar alarm systems, с.” J. F. Broom. March 6th. 
6,574. '* Generation of high-frequency electric oscillations," E. W. B. Gill, 
Marconi's Wireless Telegraph Co., Ltd., and J. H. Morrell. March 6th. 

6,575. '' Manufacture of electrical conductors." R. B. Ransford (Smith). 
March 6th. 

0,580. ''Signalling apparatus for road vehicles and aeroplanes " — Arrota 
Electrical and Motor Accessories Co., Ltd., and H. Masterman. March 6th. 
6,563. “ Automatic voltage-regulators." C. H. Klyne. March 6th. 

6.583. *''Cable telegraphy.” 5. G. Brown. March 6th. 

6,587. ** Oil-filled electrical devices." British Thomson-Houston Co., Ltd. 
(General Electric Co.). March 6th. 

6,598. '' Method of shortening duration of telegraph signals on long lines." 
К. Küpfmüller and К. W. Wagner. March 6th. Germany, March 7th, 1921.) 
6,608. '* Apparatus for electrical ringing of bells," И. Martiere. March 
eh. M ran March 7th, 1921.) 

6,623. '' Galvanic batteries," L. Fuller and Fuller's United Electric Works, 
Ltd. March 7th. З 

6,633. ** Anti-vibration fitting for electric light." A. Fortescue. March Tth. 
6,637. “ Induction motors." "T. F. Wall. March 7th. 

6,651. '' Electric switches." А L. Davis. March 7th. 


6,685. ''Driving-means for car-lighting dynamos." R. L. Wood. March 


Muller. March 6th. (Germany, March 


6,709. *'' Efoctric switches." D. Tinlot. March 7th. 


6,713. '' Electric contact-makers for  stecring-wheels of motor-vehicles."' 
Eural Patents, Ltd., and H. J. Waller. March 7th. 

6,715. ** Means for obtaining polar diagram of alternating electromotive 
force or current." J. T. M. Morris and F. R. F. Ramsay. March 7th. 

6,717. '* Electro-magnetic compasses." T. N. Whitehead. March 7th. 

6,723. ** Induction motors" W. F. Higgs. March 7th. 

6,724. '* Mine signalling apparatus." W. Н. Cooper. March 7th. 

6,732. '' Tag blocks, terminal strips, &c." Automatic Telephone Manufac- 
turing Co., Ltd., and 5. R. Smith. March 7th. 

6,734. ''Controllers for clectrically-operated cranes, hoists, &e.” N. G. 
Langrish and Metropolitan-Vickers Electrical Co., Ltd. March. 7th. 

6,736. '' Electric drilling machines." C. H. Vidal. March 7th. 
. 6,740. “ Wireless telegraphic and telephonic receiving instruments." H. P. 
R Rees. March 7th. 

6.741. “ Holders for electric incandescent lamps." A. Püschel. March 7th. 


6,747. '' Apparatus for re-magnetising magneto magnets and recharging 
secondary batteries." D. Forrest. March 7th. 

6,755. © Regulating devices for electric installations." Etablissements De 
Dion-Bouton Soc. Anon. March 7th. (France, April. H4th, IMI.) 

6,758. °* Rotors.” A. Flettner. March 7th. (Солу March 9th, 1921.) 

6,793. '' Electric resistance welding." R. F. Woodburn. March 8th. 


6,821. '' Electrically-propelled vehicles." L. B. Hewitt and Metropolitan 
Electric Tramways, Ltd. March 8th. 

6,422. “t Electrical starting-mechanism for fluid-pressure engines." J. А, 
Cat}, Humber, Ltd., and L. J. Shorter. March 8th. 

6.827. “ Waterproof electric blasting cap." А. L. Oliver. March 8th. 
6,833. '' Magneto detectors and astatic and directional magnetic compasses.” 
A. 15. Beattie. March 8th. - 
6,849. ''Producing electro-aniesthetic current for treatment of nervous 
diseases.’” R. Araya. March Rth. 

6.454. ‘Control of dynamo-electric machines.” A. 5. Cachemaille (West- 
inghouse Electric and Manufacturing Co.). March 8th. 

6.856, ** Methods of making silica or quartz glass." British Thomson- 
Heuston Co., Ltd. (General Electric Co.). March Rth. 

6,837. "* Electricity meters. R. Amberton. March Rth. 
ч а » Electrical testing apparatus." К. Amberton and R. H. Barbour. 
facch 8th. 

6,462. ‘* Means for converting a direct or unidirectional electric current into 
a bigh-frequency alternating current.” P. d'Aigneaux. March fth. 

6.867.  '' Electric ignition systems.” J. Higginson. March 8th. 

6.898. ** Automatic telephone systems." Relay Automatic Telephone Co., 
Ltd., and E. J C. Rousseau. March Bth. 

6.905. “ Telephone systems.” Automatic Telephone Manufacturing Co., Ltd. 
March Bth. ‘(United States, February 20th.) 

6,909. *'' Electric machines for heating rivets, &c.* W. J. Readett. March 


е - Electric switches.” W. Preston, Н. S. Rogers, and W. "Walker. 
arch Oth, 

0,552. “f Sparking-plug terminals." F. Martin. March 9th. 

6.955, '* Electric lighting fixtures." R. M. Beard. March Oth. 

6,962. '' Lead connectors for electri: terminals.” J. Morgan and A. Morgan. 


March 9th. 


6,993. *' Ignition in internal-combustion engines." 5. J. Feost. March 91. 

6.994. '* Electric switches," British Thomson-Ilouston Co., Ltd. (Genera; 
Electric Co.). March 9th. 

6.998, “ Electric talking-machines, &c." J. H. Nicholson. March 9th. 

7.001. 8 Wireless masts.” €. J. Aston and A. G. T. Cusins. March 9th. 

7,008. ' Synchronous motor for electric. drive of clockworks." R. Mich. 
March 9th. 

7,041. '* Electrical shop sign." H. L. Moisselte. March 10th. 

7047, © Leading-in wires for electric. incandescent lamps." 5. О. Cowper. 
Coles, March 10th. 

7,048. ** Joints of high-tension electrie cables," A. M. Taylor. March 10. 

7.105. _`* Current-collecting apparatus for electric railways and tramways." 
А. A. Bull. March 10th 

7.106. ** Current-collecting apparatus for electric railways and tramwars.” 
C W. Kay. March 10th, 

7.107. “ Current-collecting apparatus for electrice railways and tramways.” 
C. W. Кау. March 10th 

7.121. '* Ventilating or cooling electrical machines.’ 
politan-Vickers Electrical Co., Ltd. March 10%. 

7,125. " Protective arrangements for alternating-current electric circuits." 
R. W. Biles and A. Revrolle & Co.. Ltd. March 10th. 

7,126. '* Electric. switch-fuses.’" Electrical Improvemenis, Ltå., and R. W 
Gregory. March 10th. 

7.142. “ Element for storuge-battery cells." E.: Vare. March 10th. [B«i- 
gium, March 10th, 1921.) 


K. Baumann, Metro 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


: A920. EM 

33,536. '' Magnetic blow-out devices." А. West & Co., Ltd., and V. Breez:. 
Mav llth, 1921... (175,063.) 

21,836. © Electric are welding systems.” Wilson Welder and Metals Co. 
Inc. February АҺ, 1920. (159,488.) 

25,356. ''Spark-plug connections.” September 2nd, 193. 
175,671. 

) oa. " Electrolytic cells.” J. Harris and J. R. Rose. September 180, 
1920. (175,672.) 

98.906. ‘ Means for controlling electric currents and for detecting or record- 
ing radio-signals;" C. S. Agate and Р. W. Willans. October ]2)h, 19. 
(175.679. y 
ү ia. * Apparatus for maintaining a gas clectrode in optrative condition ` 
F. P. Habicht, October 14th, 1919. (152,364.) | 

31,343. “ Means for gencrating and transmitting electric currents to eic 
reciprocating hammers and the like," H. Fairbrother (Electric Tool Маго: 
facturing Co.. Inc.). November lith, 1920. (175,714.) | 

32.014. “ Electric light installations for alternating current.” Халат: 
Vennootschap Philips’ Gloeilampenfíabrieken. December Sth, 1919. 152 238. 

32,238. '' Magneto-electric generators for signalling purposes." 5. С. Fros:. 
November 15th, 1930. (175,720.) . 

32,537. '' Train-control systems." Automatic Telephone Manufacturing C. 
Ltd., A. E. Hudd, and A. F. Bound. November 18th, 1920. (175.733) 

32.748. “ Electric cooking apparatus." E. Kuhlo. November 2th, 1912. 
154.194. 
| mu “Construction of high-tension electric cables." W. T. Henr: 
Telegraph Works Co., Ltd., P. Dunsheath, and C. Grover. November 207. 
1820. 175,753.) ТТ 

39,9365." Electrical switches. Н. Garde. November 22nd, 1920. (17576 

33.056. '* Wireless transmission of signals." Title Insurance and Trust С 
August 27th, 1917. (154.530.) -" 

334060," Method of and apparatus for locating ore bodies by electi 
means," E. €. Hanson, May 7th, 1919, (154.534.) 

33,061, “ Electro-therapeutic apparatus." E. C. Hanson. July 12th, 1913. 
154.535. 
| ax " Electric lighting, heating, and power installations." Н. J. Rexi 
and W. J. Branson. November 23rd, 1920. (175,760.) | 

33,188. Мсапѕ for recording telephone calls." A. W. Wood. November 
24th, 1920. (Cognate application 3,699/21.) (175,763.) Cd 

33,829. “ Hydrophones.” F. L. Hopwood, November 30th, 1929. 0115731) 

33.830. “ Directional hydrophones." Е. L. Hopwood. November 30:h. 1X. | 
(175.7 R4. 

wi * Electrical transformers."  Metropolitan-Vickers Electrical Co.. Lid. 
(Westinghouse Electric and Manufacturing Co.). December Ist, 122. 
(175,788. 

3411997 “Electric hoists, lifts, inclined railwavs, and the like." Was gooey 
Cris, Ltd. (Otis Elevator Co.). December 2nd, 1920. (175,793.) | 

34.157." Means for lotking and unlocking electric switch plugs.” J. К+ 
Gath. December 3rd, 1920. (175.794.) Tur" 

34,254.“ Automatic couplings for railway, tramway, and similar vehicles. 
A. L. McColl, December 3rd, 1920. (175,799.) NE 

34,574. “ System of control from a distance for regulating devices of eletuk 
vehicles.” Maschinenfabrik Oerlikon. December 30th, 1919. (156,089) ` 

34,904. '' Electric motor control,” British Thomson-Houston Co, LH 
(General Electric Co.). December 9th, 1920. (175.815.) 

5,093. “Automatic locking-devices for manuilly-operated brakes used @ 
tramway, railway, and like vehicles." — S. Thomas. December Wb, mA. 
(0175.82, : 

35.213, “Means for jointing submarine electric cables." W. Т. E 
Telegraph Works Co., Ltd., and E. E. Judge. December 14th. 1920. er 

36,448. “Jointing of armoured electric cables.” British Во) E | 
Helsby Cables, Ltd., and R. W. Blades. December 30th, 1220. (175,852. i 


R. McGreevy. 


36.48. '' Protective device for direct-current electric motors.” C. Е. Far 
burn, December 30th, 190. (175,653.) К 
" 


1921. 


9791. “ Electric motor-control systems," T. Zweigbergk. Januar alts 
1001. T5877.) - 
2.499. © Electrical accumulators.” Van Raden & Co., Ltd., and R. Rankin. * 
Jancary nd, 1921. 1175.878.) Ж 
3,010, '"Sy«tems. of voltage regulation." British Thomson-Houster Ses 
Ltd. (General Electric Co.). January 24th, IRI. (175,879.) 
3.739. “ Means or apparatus for coupling electric cables and 
G. Andrew and F. H. Wilkinson, February Ist, 1001, (175.887. . | 
5.393.“ Construction of electric accumulators.” G. W. Richards. ЕШ 
lth, 1921. (175,896.) | m 
7.143, “Apparatus for treating gases with silent electric dis haries ` 
Е. Szarvasv,. February Lith, 1918. (159.843.) S 
13,824. ‘Apparatus for starting electric synchronous motors." Comp 
Générale Electrique. October Gth, 1320. (169,993.) 
139.479. " Telephonographs and the like." Telegraphon Ges. 
1920,  (168.305.) РИ 
21,017. “ Electrical circuit breakers.”  Metropolitan-Vickers Electrica: bUr 
Ltd. October 18th, 1920. (170,556) 


the like” 
4 


Aur. afk, i 


23,354. Oil-break electric switch with resistance.” Maschinenfabrik pu 

likon. December "0th, 1920.  (172,658.) М 

1922. | 

saci X 

2.008. Train-control systems and apparatus for use therewith.’ а 
Telephone Manufacturing Co.. Ltd., A. E. Hudd. and A. F. Bound №7 


1th, 1920. (Divided application on 175.733) (175,949.) 
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THE PROGRESS OF THE ENGINEERING 
LOCK-OUT. 


Tne situation is subject to rapid kaleidoscopic changes. 
Over-night the prospects of settlement are reported . 
bright; next morning we read of a “‘ hitch’ and a like- 
lihood of the trouble extending. At the moment of 
writing this article the outlook appeared to have im- 
proved. Now, as we go to press, it has changed for the 
worse, and there seems to be an actual deadlock. 

The latest information shows that the conferences have 
completely failed, as the A.E.U. insisted upon the with- 
drawal of the lock-out notices when negotiations on the 
question of workshop practice and managerial control 
were resumed. The next step was to be the posting on 
Wednesday of additional lock-out notices affecting men 
in the other unions. It is stated that this concerns 
500,000 workers, in addition to the 250,000 A.E.U. 
members previously locked out. 

The 47 unions who were engaged last week in a ballot 
on the employers’ management memoranduin voted, as 
was to be expected, against the acceptance of the views 
expressed therein. When a dispute has already been 
entered upon, and the spirit of combat is in the very 
air, it is in the highest degree unlikely that the rank and 
file will be found to be inclined to take long views. Had 
the engineers been allowed to remain at work, and had 
the A.E.U. agreed to refer the question again to the 
membership, there might have been some hope that a 
stoppage would be avoided. 

The Government, fearing that if the House of Com- 
mons discussed the situation, provocative things might 
be said, at first refused to give time for a debate; but 
wiser counsels appear to have prevailed, causing their 
fears to be regarded as groundless. A debate therefore 
took place, and although at one time it seems to have 
become so lethargic as to have Бе. п in imminent danger 
of dying of inanition, the views of labour, of the Govern- 
ment, and of the employers were enunciated. Stripped 
of mere debating points, such as the “ chipping ” of 
the employers for quoting Justice and some of Lenin’s 
conclusions, and the surprising suggestion that a mani- 
festo issued to 30,000 members of the union was “a 
strictly private and confidential document," we think 
the fact emerges that both sides have the interests of the 
country at heart. Although Mr. Gould, of Cardiff, is of 
the opinion that ‘‘ we have got to get rid of all this sense- 
less talk about investigation," there was enough of the 
real truth about the present state of trade in his speech 
to show that full investigation and full knowledge of all 
the facts would be of the greatest possible value. Every- 
body wants to get away from these disputes, which by 
their recurrence interfere with the national and indivi- 
dual advancement. The best—the only—method of 
avoiding them is the spread of knowledge of all the 
factors and conditions involved. Men like Mr. Gould 
seem to say: ‘‘ No investigation 1s necessary. I know 
the facts, and you must accept my conclusions." The 
representatives of labour reply: * We also know the 
facts, but the conclusions we draw are very different 
from yours." But the final arbiter in these matters is 
publie opinion, and public opinion will insist that the 
whole truth shall be disclosed, so that a proper judgment 
may be formed upon the question. Was not a Select 
Coinmittee of the House of Commons told thirty years 
ago by a prominent railway magnate of the time that 
“you might as well have a trade union or an ' amal- 
camated society’ in the army, where discipline has to 
be kept at a very high standard, as have it on the rail- 
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ways"? The Committee reported that the working 
conditions comprehended under the name of discipline 
were ''indistinguishable from white slavery." Would 
any railway director or high official of to-day speak in 
that way of trade unions, or consider white slavery to 
be the only, or the best, method of administration on 
ihe railways? In spite of the Englishman's privilege of 
vrumbling, there is no doubt that railway travelling has 
improved in comfort and in service beyond anything 
that was thought of in the early nineties, although the 
N.U.R. has the power temporarily to paralyse industry. 
Every accommodation between parties to any discussion 
involves something of giving and something of taking 
on both sides. There is always a haunting feeling that 
perhaps too much has been given, that the gain will not 
be worth the price paid, or might have been obtained at 
a less heavy price. Complete knowledge tends to 
eliminate this feeling. 

We therefore feel that the Minister of Labour is wrong 
in not making arrangements at:once for the setting up 
of an Industrial Court. Sir Allan Smith asks what an 
Industrial Court can do that a conference of eighty men, 
forty from either side, cannot do. We think the plain 
mun will be inclined to say that it can do a great deal 
more, can do it better, and can do it more quickly. The 
Government's view, as expressed by Mr. Chamberlain, 
is that the setting up of such a court, and the proceed- 
ings before it, would cause delay and extend the area 
of the dispute. All the more reason, then, for setting 1t 
up without any delay of a preliminary nature. The 
area of the dispute has already extended. Is either 
party afraid to lay its cards on the table? We do not 
think so. Then there can be no objection from that 
point of view. It may be that at an Industrial Court 
Sir Allan Smith would not be able to say: “We are 
going to know where we are. We are going to manage 
the shops, or the shops are not going to run. We are 
going to make this an absolute condition of emplovment 
for all trades."' 

Going, going . . . if there is much more of this sort 
of talk we shall find that the engineering industry has 
gone—gone to Germany, or some other country where 
emplovers, instead of locking their gates, find work to 
keep them open. We have pointed out before now that 
the capable leadership of men is as important to indus- 
try as anything can be, and there is much in the view of 
Mr. Austin Hopkinson that if an employer is not imme- 
diately and cheerfully obeved by his workpeople he 
should look within himself to ascertain the cause. 
Nowadays, of course, there is all too little of individu- 
ality on both sides, and it must not be forgotten that 
eutrance into'a combination for the purpose of collective 
action necessitates the surrender of the right of separate 
action. From being able to give eflect immediately to 
the course of action which may appear to be correct, the 
worker or the emploving firm becomes only one of a num- 
ber, able, it is true, to give expression to opinions and 
thereby to influence, so far as may be, the views of 
fellow-members, but not to put those opinions into prac- 
tice unless and until the majority have been brought 
into agreement with them. Mr. Hopkinson holds that 
an emplover, by becoming a member of the Federation, 
abrogates managerial funetions and leaves them to the 
Federation. This, of course, is voing too far. Such an 
employer still has the right, and the duty, of running 
his own factory, but he does it in line with the general 
policy agreed upon by himself in common with the other 
federated employers. The worst feature, in our view, 
of combinations of this kind, whether of emplovers or 
of emploved, is that they protect the inefficient. The 
fastest speed of the body is the fastest speed of the slowest 
member of it, and the improvement of the worst to be 
equal to the best is. at best, a slow process, even suppos- 
ing it to be seriously undertaken or contemplated. 

The appeal of the churches will be read with approval 
by all who value plain and honourable dealing. As Sir 
Allan Smith admitted when he put his signature to the 
Whitlev Report, and as he stated in the House of 
Commons, there must be conference and co-operative 


action between employers and emploved. So important, 
so vital is this, that there must be permanent machinery 
for the purpose. We said at first that it is evident that 
both sides have the interests of the nation at heart. Then 
let us have an end of asperity and impatience, and let 
both parties try to understand one another. Is the over- 
tine question the governing factor in the dispute? Only 
so far as it brings into prominence the function of mamn- 
avement. Does, or can, any sane employer want over- 
time as a regular thing, when it costs him half as much 
again as ordinary time and must necessarily be less 
etheient? Obviously not. With the dice so heavily 
loaded against him, the employer will. as we have long 
ago shown, and as Mr. Hopkinson pointed out in his 
speech, have every inducement to avoid it, even to the 
extent of emploving more workers or of running more 
than one shift. 

The statement issued by the A.E.U. on ' Why We 
Are Locked Опе does not take the matter very much 
further. Much is made of the refusal of the emplovers 
to accept the qualified recognition of their managerial 
rights which is conveyed in the clause :— 

The right of the employers to exercise managerial func- 
tions in their establishinents shall continue as hitherto, and 


the Union shall have the right to continue to perform its 
proper functions. 


“That wx to say," goes on the stateinent, in italics, 
“the Union asked for no change in the existing position, 
It was the empéeyers who were seeking to alter the rela- 
tionship previously existing between the parties." 

It must be remembered that the Union’s own inter- 
pretation of this was that only those relations estab- 
lished since 1914 were to continue to exist. Now com- 
pare the clause with the original, rejected by three per 
cent. of the membership out of a total poll of twenty 
per cent. :— 

The Trade Union shall not interfere with the right of the 
employers to exercise managerial functions in their estab- 
lishments, and the Federation shall not interfere with the 
proper functions of the Trade Union. 

If the new clause means no more than the old, why 
was any change made? The existing position had be- 
come intolerable, and the Union executive admitted it 
by offering the terms for ballot. 

We believe, as we said at the beginning of the dispute. 
that it was wrong to accept the decision of so sinall a 
proportion of the membership, and the revelations of 
the slipshod manner in which the ballot was conducted 
confirm that view. If Mr. Robert Young is right in 
calling twenty per cent. a very large proportion of the 
membership. and in saying that the A.E.U. method of 
conducting a ballot outshines that of the other unions. 
we can only sav it is time that state of things was 
changed. If the unions are wise, they will see to it 
themselves: if they do not, it eannot fail to become a 
question for legislation. 


«m———————— — 


More than twelve months have passed 
since British trade with Spain was 
threatened with virtual extinction by 
the imposition of a highly-protective 
import tariff. This was described as provisional and 
was followed by the announcement that permanent legis- 
lation was being drafted. But it soon became gener- 
ally understood that the new tariff was to be more highly 
protective than the temperary one. Meanwhile the dis 
location of Spain's foreign commerce grew increasingly 
serious, and all those interested in it from the point 
of view of either export or import trade united im 
protest against the contemplated legislation. Pract- 
cally the only section which supported the proposals was 
the Catalan textile industry. To this section in par- 
ticular is believed to be due the rigorous nature of the 
new tariff law, which has now been published and found 
to justify the worst fears of the various interests affected. 
Many branches of Spanish industry dependent upon in- 
ported supplies of raw or semi-manufactured products, 
chemicals, and other essential materials find their activi- 
ties jeopardised bv high eosts. The fruit growers fear 
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that retaliatory measures such as have already been 
adopted in France will deprive them of all their toreign 
cutlets in turn. Every section of the conununity com- 
plains of the excessive rise in the cost of living. Yet 
the Spanish Government. refuses to moderate the levies. 
|t appears to have been blinded to its true economic 
interests by the pressing need for revenue. 

British engineering and other firms engaged in ex- 
porting to Spain foresee a profitless end to the agree- 
able business relationships which they have spent many 
vears in forming and cementing. They have lodged 
their protests through the Commercial Diplomatie Ser- 
viee, the Federation of British Industries, and the 
British Chamber of Commerce in Barcelona. On the 
eflectiveness of the presentation of their case depends the 
ruin or the survival of British trade in Spain. The 
Commercial Secretary, whose report is summarised on 
another раке, practically acknowledges the truth of this 
statement. We therefore urge the British Government 
to use every economic weapon it possesses in order to save 
the situation. 


THE controversy in connection with 
Private Enter: the present Electricity Supply Bill has 
prise in Electri brought up the old question how far the 
city Supply. — rights of private enterprise will be con- 
served under the new organisation. 
Critics who are whole-hovvers have raised an alarmist 
cry, but is this borne out by fact? We have now had 
considerable experience of the Electricity (Supply) Act, 
1919, of which the new Bill is the financial ШЕЕ. 
No опе ean claim that, in carrying out their executive 
duties under this Bill, any preference has been given 
by the Electricity Commissioners to municipal trading 
as such. Whatever decisions have been come to, it is 
quite evident that the ruling factors have been entirely 
technical, and in no sense political, Ву this we mean 
that the Commissioners, have, so far as anyone can see, 
paid no attention whatever to the question whether any 
particular project was to be worked by a municipal 
undertaking or by a company. Certainly it would be 
difficult to show any anti-company bias. As regards 
the authorising of company operation we have, for in- 
stance, the North Wales Electric Power Co., which has 
been authorised to erect a hydro-electric station in 
North Wales. The Yorkshire Power Co. has had a 
similar permission for a station in its area. On the other 
side, of course, there are consents such as Nottingham, 
Where the working is under municipal control, but cer- 
tainly a very even balance has been kept so far. So 
much for what is public. As to a great deal of work, 
of which the results do not become publie, from all we 
have heard every possible assistance has been given 
under the new régime to undertakers who have needed 
it, wholly irrespective of whether they were company or 
municipal. .Broadlv, therefore, we think that there is 
every justification from experience to anticipate that 
under the future operation of these Acts there will be a 
full and free field given to private enterprise. 


Manchester 
of Commerce, in his able 
speech at the annual dinner of the Man- 
chester Local Centre of the Institution 
of Electrical Engineers, was careful to make it plain 
that he did not claim to have any knowledge of matters 
electrical. Such ignorance of matters lving outside 
one's own province is not culpable, and it is not expected 
of the lay Press that expert scientific commentary shall 
be forthcoming in the ordinary way. We must, how- 
ever, express amazement at the credulity that has been 
displayed on several recent occasions. — '' Synthetic 
vdd” (whatever that may mean) has been discovered bv 
“a German scientist." Тһе particular German con- 
cerned turns out to have no scientific knowledge of апу 
value, while it is obvious that gold, being an elementary 
sib.fance, cannot be “© synthesised ’’ at all. “© Synthetic 
coal " is the reputed discovery of another genius, who 


Tue President of thie 
Ignorance, but Chamber 
not Bliss. 


makes his fuel out of rock and stones, We had thought 
that this was the long-established practice of the British 
coal merchant, at all events where domestic coal is con- 
cerned, 

A fair example of the appalling nonsense served up to 
(and, apparently, greedily absorbed by) the public, in 
the name of scientific information, was provided by Zhe 
Daily Erpress recently in а sensational note headed: 
' METAL Turnep into Gas. Age-Long Dream of 
Alchemists Solved. Terrific Heat.” The substance of 
it is that Messrs. G. L. Wendt and C. E. Iron, at 
Chicago University, have transmuted tungsten into 
helium; and no doubt the proceedings of the Middle 
West section of the American Chemical Society, before 
which body this accomplishment was reported, will be 
found to contain accurate information as to what has 
really been done. We hope and believe that we are 
justified in refusing to credit that responsible scientists 
talked about producing ‘the highest temperature ever 
known in the universe," or the discharge of “© 100,000 
volts of electricity at high speed "' thr ough a fine tung- 
sten wire, which promptly “© exploded with a deafening 
report, producing a flash two hundred times br ighter 
than sunlight and lasting less than 100,000th part of a 
second. Under this condition, it is stated, the tung- 
sten wire decomposed into helium gas. 

The possibility of transmutation, or the change of 
one element into another, is not denied. and has been 
confirmed bv experimental evidence obtained from 

radium and its derivatives. In the case cited, the gas 
which was principally in evidence was not helium, but 
something to which we are more accustomed. It 15 
familiarly known as *' hot air," and when condensed, it 
produces sensational paragraphs such as the one before 
us. 


THE by-laws of the Chartered Insti- 
The By-laws of tution of Electrical Engineers, which 
the I.E.E. take the place of the Articles of Asso- 
ciation of the old Institution, were 
unanimously approved at the special general meeting 
last week. The fact is significant of the greater confi- 
dence reposed in the Council by the inembers nowadays, 
a very satisfactory condition ; that confidence is due, we 
believe, largely to the circumstance that the policy of 
the Council is framed on broad and enterprising lines, 
in accordance with the wishes of the membership, and 
not upon a slavish adherence to preeedent and to obso- 
lete traditions which restricted the scope of the Institu- 
tion’s activities. Thus it has come about that the Presi- 
dent, at the annual dinner of the North-Western Local 
Centre last Friday, was able to say that the Institution 
for many years now had been trying to keep in touch 
with the commerce of the country, as well as with 
science, for without trade the work of engineering and 
of all science would be as nothing. That sentiment ap- 
peared in our pages many times during the struggle of | 
ten vears ago to save the Institution from the old- 
fogevisin which threatened it. 

Many of our readers, too, will recall the battles of 
1911-12 over the mode of election of the Council, which 
resulted, ?n/er айа, in the rule that the number of 
Council nominees should exceed the number of vacan- 


cies, in order to ensure that a ballot would always be 


necessary; that rule has now been abrogated, without 
a fight, but tlie privilege of nominating Associate Mem- 
bers has verv properly been extended to the Associate 
Members, who number nearly three-quarters of the cor- 
porate membership. A ballot is still desirable; without 
it, the constitution of the Council will as formerly be 
determined wholly by the Council, the members will 
feel that thev have no hand in it, and discontent will 
again arise, We have been told that the Council wel- 
comes outside nominations, and it will be “ up to” the 
members generally to see that they are forthcoming. 
We are glad to see that the strictly technical character 
of the qualifications for full Membership has been em- 
phasised by omitting the provision. which enabled the 
Council to admit non-technical men to that class. 
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THE GRAPHIC SOLUTION OF A.C. LOAD PROBLEMS. : 


By J. A. 


Tue following graphic method of solving the various 
problems arising in daily a.c. practice will no doubt 
appeal to most engineers. 

The method used is both simple and accurate, and 
can be used for all problems. The entire absence of cal- 
culations will prove an advantage to many who have 
become a little rusty on mathematics. 

Example 1 has been set out in detail for the benefit of 
those not conversant with the graphic method. Er- 
amples 5 and 6, applied to synchronous motors, will, it 
is hoped, prove to be of special interest to many. 


‘EXAMPLE 1.—ADDITION ОЕ Two INpuUcTIVE Loans. 


Problem.—'l'o an inductive load 1, of, say, 100 kVA 
(lagging) power factor 0.8, it is intended to add an in- 
ductive load 2 of, say, 80 kVA (lagging) P.F. 0.75. 

Question.—What is the resulting kVA load, and what 
is its P.F.3 i 
kVA 


Data: Load 1 = 100 Р.К. 0.8 
kW = kVA x P.F. = 100 x 0.8 = 80 
Load 2 kVA = 80 P.F. 0.75 : 
kW = kVA x P.F. = 80x .75 = 60 


Construction.—Scale 50 kVA = 1”. 
Load 1.—On horizontal line XX set off the distance 
ab = 1.6" = 80 kW. Draw the perpendicular YY at ё. 


With centre а and radius 2” = 100 КУА draw the sector 
SS. 
sector and YY. 

The triangle abc is the vector triangle of load 1 to 
scale 50 КУА = 1^. 

ab = kW load 1, ac = KVA load 1 — фс = wattless 
kW lagging. 

ie ee of load I = 0.8. 

Load 2.—From c draw the line X'X' parallel to XX. 

Set off the distance cd = 1.2 = 60 kW. 

Draw the perpendicular Y'Y' at d. With centre c and 
radius 1.6230 kVA, draw the sector S'S'. Draw the 
line ce connecting c with intersection of vector s's' and 
ҮҮ. The triangle cde is the vector triangle of load 2. 
Connect a and e. ` 

Solution.—The triangle afe is the vector triangle of 
the total load. ae = vector sum ac and ce = КУА total 
load. af — kW total load af/ae — P.F. total load. 


EXAMPLE 2.—ADDITION oF Now. INpucTIvE To INDUCTIVE 


Loap. 


Problem.—To an inductive load 1 (with ТТИ Р.Е.) 
is added а non-inductive load (at unity P.F.). 

Questzon.—What is the resulting kVA load and what 
is its P.F.? 

Construction.—Draw the vector triangle of the in- 
ductive load 1 as before to any suitable scale. 

From c draw the line X'X' and set off the distance cd 
= non-inductive load 2 to scale. Connect a and d. 


VAN 


Draw the line ac connecting a with intersection of 


TILBURG. 


4 


Solutton.—The triangle aed is the vector triangle of 
the total load. 


^ = = ж de c =» m ==ЧЬ{% 


ad = vector sum ас and cd = kVA total load. 
ae = kW total ed/ad = p.f. total load. 


ЕхАМРІЕ 3.—AppITION oF INDUCTIVE Loap (Laaoiwc 
P.F.) to Loap with Leane Р.К. 


Problem.—To an inductive load 1 (lagging P.F.) is 
added a load 2 with leading P.F. 

Question.—What is the resulting КУА and what is its 
P.F.1 

Construction.—Draw the vector triangle of the in- 
ductive load 1 as before to any suitable scale. 

From c draw the line X'X' and set off the distance cd = 
kW load 2 — kVA x P.F. 


With centre c and radius = kVA load 2 describe the 


Draw the line ce from с to intersection S'S’ 
and Y’Y’. The triangle cde will be the теор triangle 
of load 2. Connect a and e. 

Solution.—'The triangle afe is the vector triangle of 
the total load. 

ae = vector sum ac and ce, = kVA total load. 

af = kW total load. af/ae = P.F. total load. 


section S'S. 


EXAMPLE 4.—COMBINATION OF EXAMPLES 1, 2, AND 3. 

Problem.—To an inductive load 1 (lagging P.F.) is 
added a load 2 (lagging P.F.) and load 3 (unity PF.) 
and a load 4 (leading Р.Е.). 


Yi 
S' 
Y e g 
5° 
5 S' Ji 
ser J S 
П d Er E : 
i 
: T 
X Kk X 


á Y Y, 


Question.—What is the resulting kVA load, and what 


is its P.F.1 
Construction.—Draw the vector triangle of load 1 and 
load 2 as in Example 1. From e draw the horizontal 


/ 
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line eg = load 3. From 2 construct the vector triangle 
of load 4 as in example 3 = gh}. 

Solution.—The triangle akj is the vector triangle of 
the-total load. 

aj = the vector sum ac, ce, eg, and gj, = kVA total 
load. 

ak = kW total load. 


Тнк APPLICATION OF THE GRAPHIC METHOD TO 
SYNCHRONOUS MOTORS. 


With the aid of the graphic method it is easy to deter- 
mine the improvement of tne power factor of an in- 
ductive load which will result from the addition of a 
synchronous motor to the load. · 

Problem.—To an inductive load, one of say 100 kVA 
a: p.f. 0.8 (lagging), it is intended to add a synchronous 
motor of, say, 50 kVA. i 

Question.—What will be the total load and what the 
improvement in p.f. of the load with various useful 
loads on the synchronous motor? 

Construction.—To scale 20 kVA = 1”. 

Draw the vector triangle of load 1 as before. With 
centre с and radius 2.5” = 50 kVA (rating of motor), 
draw the quadrant de. 

The line cd represents the condition where the syn- 
chronous motor is doing work to its full rated capacity, 
Le, 50 КУА at unity p.f., and the corresponding 


ak/aj = P.F. total load. 


triangle afd is the vector triangle of the total load. 


Y 


The line ce represents a separately driven synchronous 
condenser of 50 kVA rating and the triangle aed is 
the corresponding vector triangle of the total load. 

It is, of course, impossible to realise the ideal con- 
dition represented by the quadrant, and this in prac- 
tice would be modified to the curve as shown, which can 

be constructed from data supplied by the makers of the 
` motor as follows :— 

Rating motor 50 kV A at p.f. unity p.f. at 3 load 0.9. 

p.f. at $ load 0.75 
pii: at 1 load 0. 1 
all leading. 

Set off along cd the points 7, Л, g, representing 1, $, 


and $ load. Drop the perpendiculars gk, hl, and 7m. 
We have 
Р.Е. $ load —0.9. 
=41.6 approx. 
P.F. 4 load=0.76. 
— 33.3 approx. 
Pur. $ load=.4. 
—30.1 approx. 
With centre c and radius = 41.6 to scale, draw the 
sector ss intersecting the perpendicular g at k. Do 
the same at А with centre c and radius 33.3 to scale; 
similarly at 7. We then have the points d, k, /, and m, 
and the eurve can be drawn through these. 


3 load = 37.5 kVA = 37.5/0.9 
4 load =25 КУА = 25 /0.75 


} load=12.5 kVA=12.5/0.4 


EXAMPLE 6. 


It is intended to carry 35 kW useful load on the 
synchronous motor. What will be the total load and 
what the p.f. of the total load? 

Construction.—Along cd set off to scale en = 35 КҮ; 
drop the perpendicular 4p. Connect a with o (the point 
of intersection between perpendicular and curve). 

Solution.—The triangle apo will be the vector triangle 
ої the total load. As before ao = total kVA and 
ap/ao = p.f. total load. a 


EXAMPLE 7. 


It is intended to add a 50-kKVA synchroneus motor 
to а load 1, of, sav, 100 КУА at p.f. 0.8. The p.f. is to 
be improved to 0.9. What load can the motor take and 
improve the power factor as required ? 

Construction.—Along af set off at = 2", then p.f. 
must be 0.9. 2/0.9 — 2.22 approximately. 

At t draw the perpendicular tw; with centre а and 
radius 2.22, draw the sector as shown. From a draw the 
line ar through u (point of intersection of sector and 
perpendicular). The line aur intersects the curve for 
the motor at r. Draw the perpendicular wr through r; 
cv will be the useful load in kW on the motor and the 
triangle arw represents the total load. 

Remarks : — 

l. It will be seen that in this case the improvement 
oi the p.f. of the total load is chiefly due to the addition 
of load at unity p.f. 

9. The radial differences between curve and: sector are 
proportional to the power taken from the line bv the 
motor to give leading wattless current. 

3. It will be seen that it is generally not efficient to 
improve the p.f. of an inductive load beyond, say, 0.95, 
as a large increase in the capacity of the motor is neces- 
sary with only a small increase in wattless leading 
power, as indicated by the almost horizontal РО of 
the curve mz. 

4. It will be apparent that in most cases a more . 
efficient condition will result if the synchronous motor 
is at least partly loaded. The most efficient point is 
easily determined by the above method for any par- 
ticular motor. 


NOTES ON 
By J. 


"QuicK-BREAK " has become almost universal on 
switchgear of all sizes, and is sometimes found in con- 
junction with ‘ quick- -make," but few engineers have 
paused, in recent years, to consider whether either or 
both are necessary. 


It can be shown that in certain cases quick-break is | 


distinctly detrimental, as, for example, when breaking 
a highly-inductive d.c. circuit; the quicker the break 
the higher the induced voltage rise, and the greater the 
chance of damage to apparatus connected adjacent to 
the source of the pressure rise. 

It can also be shown that in certain cases quick-make 
is detrimental, as, for example, when switching-on a 
transformer to a supply system having considerable 


QUICK-MAKE, QUICK-BREAK SWITCHGEAR. 


ANDERSON. 


capacity in the high-pressure supply cables. Apart 
from any question of voltage rise, there is a consider- 
able instantaneous current rush when switching-on a 
large transformer, and trouble so frequently results 
from the tripping of the overload breaker on the feeder 
that some supply authorities fit slow-make, slow-break 
‘oil-immersed switches on the transformer panels, which 
merely serve as isolating switches, and give a tacit, if 
not explicit, instruction to the attendant that, when 
switehing-on, he is expected to close the switch slowly 
till the contacts just touch and *'' sizzle,” thus charging 
up the transformer and reducing the current rush. 
There is a wide field between these limits, where either 
quiek-make or quick-break, or both, may be beneficial, 
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and a few cases where both are essential, and to crystal- 
lise ideas it is convenient to take a few definite cases 
and examine them in detail. 

It is the practice in large supply stations generating 
alternating current at high voltages to use both quick- 
make and quick-break oil-immersed switches: quick- 
make because it is inherent to the electrical operation 
of the switchgear, and quick-break because it is con- 
sidered advantageous. ln fact, every effort is made 
to get as quick a break as possible, and initial speeds 
of break of 11 ft. to 14 ft. per second are aimed at. 
Some makers go further, and try to expedite the break 
by means of magnetic blow-out. 

If tests in air are any criterion, it may be stated 
definitely апа positively that quick-break in conjunc- 
tion with magnetic blow-out is necessary only to a 
limited extent, and through a comparatively very small 
distance; the speed of break is proportional to the 
current and the field, and is independent of voltage, 
and once the constant is known for a given shape of 
contact it is readily calculated. 

It is certain that without magnetic blow-out only 
very short and slow breaks are necessary for alternating 
currents at voltages up to 440; а recent test on single- 
phase 440 volts, 600 amperes, 25 cycles, gave 1/16 in. 
slow break under oil, and a separation e 0.014 in. in 
air slow break between copper electrodes is sufficient to 
interrupt 121 amperes at 440 volts, 25 cvcles. 

In fact, it is quite a moot point whether quick-break 
is not a distinct disadvantage with alternating current; 
if the time of break is shorter than one quarter cycle 
it is possible to draw out quite long ares in air. A 
test with a switch completing its travel in 0.01. second 

20-cycle supply gave 13 in. for 100 amperes at 440 
volts. 

The facts are somewhat different on d.c. circuits. 
The slow-break separation of the contacts is roughly 
proportional to the current up to about 10 amperes at 
410 volts, but above 10 amperes the separation required 
Is erratic, and the only thing that can be said is that 
it need not exceed 4 in. to 44 in. for any current at 
440 volts, 

The actual length of the are is quite another story, 
but it is readily calculated from laws deduced from 
tests made in uniform magnetic fields and assuming that 
the are is working in a field equal to the earth’s field. 

Tests on quick-break show that for speeds of 4 ft. to 
40 ft. per second the separation distance of the con- 
tacts is the same as for slow-break. In other words, 
quick-break does no good at all so far as breaking the 
ctrenit Is concerned; it only decreases the damage to 
the contacts by reducing the time the are lasts. 

Tests in air with uniform magnetic fields from 0.05 
to 10.0 kilolines per square inch show that if regular 
results are to be obtained it is necessary to separate the 
contacts at a speed proportional to the current and the 
field through a relatively small distance. a matter of 
half an inch or so for currents up to 2,000 amperes, and 
that neither increase of speed nor increase of separation 
is of any advantage. 

There are certain circumstances where the use of 
quick-break is imperative, and that is where апу 
hesitation in operating the switch is likely to occur, and 
they really entail regular uninterrupted break rather 
than quick-break. An example is a series limit switeh 
on a erane, where the crane may just creep up to the 
point of opening the limit switch sufficiently to cause 
arcing, but not sufficiently to break the circuit. 

The arguinent for quick-make holds equally well in 
this case, because the crane may have travelled far 
enough partially to close the shunt limit switeh and 
eause destractive sparking before the circuit-breaker 
opens. — Consequently the same general rule holds for 
quick-make as for quick-break, that where any hesita- 
fion in operating the switch is likely to occur either or 
both are advantageous, aud they become more and more 
advantageous as the currents beeome greater relatively 
to the size of the switch. 

For example. very few tumbler switches of )-ump. 


and 10-amp. capacity on the market to-day will break 


their rated carrying capacity on 220 volts d.e. If they 
e e l А 4 
are operated sinartiy once they may just clear; if they 


are operated half а dozen times in rapid succession so 
that the contact gets hot, they will fail. 

lf they have cleared the first tune or two the contacts 
have roughened, and the quick-make, quick-break pat- 
tern, which should be the best, becomes the worst, be- 
cause the spring is never of suflici ent strength to pull 
off à badlv-roughened knife contact. - 

From this it follows that, if a quick-make, quick- 
break tumbler switch is to be really effeetive and 
dependable, the Knife form of contact must be aban- 
doned and the design must be brought into line with the 
practice on heavier gear by using some form of block 
or vee contact which cannot fail to separate even when 
roughened. 

A complete statement regarding the requirements of 
a quick-make, quick- -break switch is that, in addition 
to the block or vee contact, it should have à positive 
“push on ” to start motion in case the mechanism has 
got stiff from disuse, and a positive “© push off ’’ to start 
motion in case of roughness or partial welding; in 
the ideal tumbler switch should be designed on 
the same lines as are recognised to be the best standard 
practice for limit switches on crane control. 

On the other hand, tumbler switches are rarely, if 
ever. loaded to their rated capacity; a 5-aimpere switch 
ix seldom required to carry more than 1.0 to 1.5 am- 
peres at 220 volts, or double these currents at 110 volts, 
and even on d.c. it can break these currents so easily 
that it really does not matter if the quick-make and 
quick-break are purely nominal; certainly on a.c. it 
absolutely does not matter at all. , 

The argument in favour of quick-make on account 
of the large instantaneous-current rush wiih metal- 
filainent lamps is purely academic, and does not cut any 
ice in practice. When these lamps were first introduced 
people thought that it would be necessary to switch 
them on through a variable resistance, and several of 
these resistances were put on the market.  To-day no 
one dreams of using a resistance for that purpose. The 
current rush is so transient that even a very light con- 
tact has no time to heat suflicjently to cause rouwhening. 

A discussion on the ideals of tumbler-switch design 
is rather futile to-day, when it is almost impossible to 
get people to accept British-made switches as a «йт 


effect, 


in the face of the cut-throat German competition. 
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A LIGHTNING ARRESTER FOR SUBMARINE 
CABLES.*t 


By J. RYMER-JONES. 


IN constructing a lightning arrester the object of prime 
importance should be to protect. the cable—or other 
Instruments—not only froma single lightning discharge, 
but from a succession of shocks; and in order to do this 
satisfactorily the arrester should be provided with the 
means of self-preservation. 

Several methods have been devised for protecting tlie 
cable, but only a few include means for safeguarding the 
eficiency of the lightning arrester itself. | 

The value of a submarine cable is so great that 
adequate means must be adopted for fully protecting it 

—and also the apparatus for working the eable— from 
injury by lightning. Therefore, in the arrester recom- 
mended by the writer, and illustrated by the figure. 
advantage i Is taken of a combination, in one instrament, 
of some of the most reliable methods, 

1. Chief importance is attached. to the remarkably 
effectual power of discharging lightning possessed by 
points f, of which there are 18, viz.. 24 stout serrated 

* Na. A 1,056, earlier form: + No. A E340. improved form: 
ad made by The LR.G.P. Tel; Works, Silvertown. London. 


saw-teeth lightning discharger. 


s Siemens & Halske's point lightning discharger: Brésuet’s 
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edges, s; 12 medium-size screws tipped with platinum, 
m; 10 fine platinum wire points, f; and also two pairs 
of points, p. acting as additional leaks for silently dis- 
charging the lightning to earth. 

2. A plate protector §, viz., two stout metal plates, 
or, better still, carbon plates, p', separated by mica 
sheet, with air gaps to facilitate discharge to earth. 

3. Two choke coils, c', to slow and thereby increase 
the lightning discharge || through the points. 

4. A fine platinum wire, w, doubly covered with silk, 
is introduced in the lightning’s path * ‚ to be fused, and 
thereby prevent an unusually heavy lightning discharge 
—part of which might possibly get past the “points and 
plate arresters—from entering the cable. 

This fine wire passes through an ivory eye-hole, 7, 
near the end of each of the two flat brass springs, c and 
I (connected to the cable and (say) the under ground line 
terminals c and т, respectively), for the purpose of draw- 
ing them down from their earth contacts, e; and, mid- 
way between them, this wire dips under the grooved 
end, g, of a light metal rod, r, adjustable vertically by 
the screw s, so as to strain the wire near the middle of 
its length to any desired degree of tension short of 
breaking. The rupture of this wire and the consequent 
protection to the cable is further increased by connect- 
ing the metal straining rod r to earth, so that any 
part of the lightning discharge that might possibly 
injure the dielectric, if it entered the cable, is prevented 
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LIGHTNING ARRESTER. 


THE RyMer-JONES 


fiom doing so, if it can pass through the silk covering, 
at y, of the wire to earth and thereby localise the heat- 
ing, and facilitate fusion at this point. 

Moreover, another result of the fusion, or fracture, 
of the wire is to release the brass springs c and l, and 
so put both the underground and cable direct to earth 
automatically—on the principle of the Saunders’ light- 
ning guard—until the electric storm has passed and 
the wire has been renewed. The wire w is, however, so 
efficiently protected by the numerous fine points and 
also by the plate discharger—in conjunction with the 
choke coil’s slowing power—that, except in very heavy 
and prolonged electric storms, the fine platinum wire 
may be expected to remain uninjured, 
spare fusible wires unnecessary. 


тина plate discharger—direct to рете "ardley (1847) 
plate discharger—direct to earth; Siemens & Halske's plate 
discharger—direct to earth. Cf. “The Electric Telegraph— 
History and Progress." | Robert Sabine. 1 
! Based on y; principle adopted by Sir Oliver + 

‹ Bréguet's (1846) fusing fine wire; Fardley (1847) fusing 
fine wire; Meissner silk insulated wire from the line, twisted 
around a silk-covered earth wire.—Ibid. 


thus rendering . 


It will be noticed that the fine platinum wire w is 
firmly secured at both ends under screws, and therefore 
it has a constant resistance so long as it remains un- 
damaged by lightning; which fact is an important 
consideration for preserving a sensitive duplex balance, 
because any variable contact resistance due to too light 
a pressure, or dirt, or oxidation, will affect the elec- 
trical distribution of charge along the submarine, or 
artificial, cable to a considerable distance from the 
sending end. 

In this particular lightning arrester reliance is chiefly 
placed on the very large number of both blunt and 
exceedingly fine points, not only for safeguarding itself 
and the “table, but, if necessary, even the metal. plates 
also—if metal is used instead of carbon—from surface 
fusion during a heavy lightning storm. 

Both the points and plate discharges, acting together, 
are counted on—-but especially the former—to protect 
ulso the fine platinum wire which provides a constant 
resistance for duplex signalling ; but, so far as lightning 
is concerned, this wire is only intended to be a last 
resource for effectually keeping it out of the cable by 
itself breaking down when the points and plates can 
no longer serve as a sufficient protection. In other 
words, it is intended and expected that the fine wire 
protector will mot break down, and therefore will not 
require renewal except under very unusual circum- 
stances. | 

The above lightning arrester is well insulated, where 
necessary, on ebonite pillars, and is mounted on a 
marble slab having holes through which stout and well- 
insulated leads pass to both the lines and also to the 
metal earth plate. The instrument is protected by a 
metal cover, and should, moreover, be installed in a 
thoroughly damp-proof cupboard, 


SOUTH-WEST MIDLANDS ELECTRICITY 
DISTRICT. 


ELECTRICITY COMMISSIONERS’ DECISION. 


THE Electricity Commissioners have considered the evi- 
dence given at the inquiry held at Birmingham, in November 
last, into the scheme for the above-mentioned district, sub- 
mitted jointly by the Corporation of Birmingham and the 
Shropshire, Worcestershire and Staffordshire Electric Power 
Co., and have decided as follows :— 

1. The area provisionally determined 18 
ject to the following amendments :-— 

(a) The exclusion of the Municipal Borough of 

bridge, and the Urban Districts of Rowley 
and Lye, and Wollescote. 

The inclusion of the remainder of the Rural District 
of Tamworth, the Municipal Borough of Tamworth, 
the Parish of Castle Hill in the Rural District of 
Dudley, and the Parish of Kinver in the Rural 
District of Seisdon; and 

(c) The inclusion of the Parishes of Bredon, Norton 
bv Bredon, Overbury, Conderton, and Teddington, 
all in the Rural District of Tewkesbury (Worces- 
ter). 

These parishes are within the provisionally de- 
termined district as shown on the map issued by 
the Commissioners, but through inadvertence were 
not referred to in the Notice of provisional deter- 
mination. 

(d) The question of the inclusion of part of the Parish 
of Great Parr, in the Rural District of Walsall, 
and part of the Parish of Shenstone, in the Rural 
District of Lichfield, has been reserved by the 
Commissioners pending the consideration of the 
evidence given at the local inquiry at Wolverhamp- 
ton in respect of the North-West Midlands Elec- 
tricity District. 

9. The Commissioners approve generally the joint scheme 
of the Corporation of Pirmingham, and the Shropshire, 
Worcestershire and Staffordshire Electric Power Co., as 
amended during the course of the inquiry. 

A Draft Order embodying the scheme, with certain minor 
amendments, will be forwarded in due course to the Cor- 
poration and the Power Company, and also to other inter- 
ested parties, prior to the holding of the further inquiry. re- 
quired by Section 5 (4) of the Electricity (Supply) Act, 1919, 
which, it is hoped, will take place in May, 
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COMPENSATION FOR LOSS OF 
EMPLOYMENT, &с. 


Bx W. S. KENNEDY. 


A Nore ON SECTION 16 or THE Аст or 1919. 
A QUESTION which has recently excited some interest is 
that of the circumstances under which officers. and 
servants of an authorised undertaker are entitled to 
colnpensation under Section 16 of the Act of 1919. 

The first case under the Act—that of the Morley elec- 
tricity undertaking—was dealt with at some length in 
the issue of the ErkcTucar Review for January 20th, 
and shortly commented on in the issue of February 3rd. 

Into the question of fact in that case it is not the 
purpose of the present note to inquire; the amounts 
there allocated seem, on the face of it, to be open to 
some criticism, but without fuller information than is 
available to the writer it is impossible to form 
any valuable conclusion. The section in question 
is а lengthy опе, but may be summarised as follows: — 
Compensation is to be paid to any officer or servant 
of an authorised undertaker who (1) has suffered loss 
of employment or diminution of salary or wages, or (2) 
has relinquished his employment because he was re- 
quired to perform duties which were not analogous to 
those he performed before or were an unreasonable 
addition thereto, or (3) has been placed in a worse 
position in respect to conditions of service, including 
under that head tenure of office and the prospect of 
such things as pensions, gratuities, sick fund, and other 
benefits, whether these were legally due or given by 
customary practice. 

The governing words of the section, however, are that 
the claimant must prove to the satisfaction of the 
referee appointed by the Ministry of Labour that his 
change in condition or circumstances arises ‘* in con- 
sequence of this Act." Otherwise no celain under Sec- 
tion 16 can be substantiated. Looking into this matter 
а little more closely, we see that at least one curious 
consequence follows. The section gives a right to com- 
pensation where a certain loss has occurred through one 
of three causes, viz.: (1) the transfer of an under- 
taking or part of an undertaking; (2) a scheme for the 
improvement of supply having come into operation: 
(3) an agreement for rendering mutual assistance 
having been entered into between two or more under- 
takers. | 

But, as has been said, these causes must have become 
operative in consequence of the Act of 1919. Now, Sec- 
tion 19 of the Act, which gives authorised undertakers 
the power to enter into agreements for mutual assist- 
ance and other purposes (and under which apparently 
the agreement between the Morley Corporation and the 
Leeds Corporation was entered into) merely extends for 
a specified. period to undertakers outside London the 
powers which were possessed by the undertakers in 
London. both local authorities and companies, under 
the London Electric Supply Act, 1903, and the London 
(Westminster and Kensington) Electric Supply Com- 
panies Act, 1908. Certain agreements between London 
undertakers are already in existence, entered into 
under the provisions of those two Acts. and to such 
agreements the provisions as regards compensation in 
the Act of 1919 do not apply. Хог, it mav well be 
argued, would those provisions apply to further agree- 
ments of the same nature entered into by London 
undertakers. They would be authorised not by the Act 
of 1919, which is unnecessary in the case of London. 
hut under the earlier powers given by the two Acts of 
1903. The question is not free from doubt, for it 
may be argued on the other side that the Act of 
1919 gave an impetus to the making of such agree- 
ments, and although they could have been arranged 
before its passage there would not have been in its 
absence sufficient motive power tobring them into 
existence. Reference is here made only to agreements 
which are made by mutual arrangement between the 


parties, not to those which are entered into under the 
compulsory powers of the Commissioners, whatever 
these may be found to amount to on more detailed 
Inquiry. 

It is not suggested that either companies or local 
authorities in London would willingly treat their 
officers or employees worse because no legal obligation 
lies on them to grant the compensation which outside 
the metropolis must be given. And in the case of the 
companies it is hoped no difficulties would arise. The 
local authorities, however, stand in a different position ; 
they are trustees for the ratepayers, and, in the absence 
of a legal obligation, have little moral right to spend 
other people's money on schémes of compensation which 
may not commend themselves to the ratepayers, how- 
ever generous they may be to those directly interested. 

It is believed that a case has arisen where a cor- 
poration having purchased a tramway from a company 
has decided to close down the company’s power station 
and supply the required energy from its own existing 
station. The question has been raised whether the com- 
pany's staff who have been discharged are entitled to 
compensation under. Section 16. Since the transaction 
is one which could undoubtedly have been carried out 
without any reference to the Act of 1919, the question 
must be answered in the negative. Other rights to 
compensation, at common law or under special agree- 
ments, may exist, but Section 16, as has been said, 
gives such a right only where the loss is suffered in 
consequence of the Act of 1919, 


PARLIAMENTARY NOTES. 


London Tube Ibxtensions.—On Monday, in the House of 
Commons, Lieut.-Col. Sir Frederick Hall asked the Chan- 
cellor of the Exchequer what was the rate of interest covered 
by the guarantee of. the Government under the Trade Facili- 
ties Act to the London Electric Railway Co. in respect of the 
pital to be raised to carry out the extension works pro- 
posed to be executed by the company. . 

Mr. Hilton Young, in reply, said that details of the agree- 
ment Which was yet to be completed between the Treasury 
and the London Electric Railway could not yet be published. 
The capital needed by the company would be raised by a public 
issue of debentures, and the rate of interest to be covered 
by the Treasury’s guarantee depended on the terms on which 
that issue could be made. 

South Wales electrical Power Distribution Co.'s IB4l.—On 
March 24th this Bill, which sought to reduce the ordinary 
capital from £610,120 to £152,530 on the ground that the 
balance was unrepresented by available assets, was before a 
Select Committee of the House of Lords. Mr. Tyldesley 
Jones, K.C., for the promoters, said that, among other 
things, the Bill sought to enable local authorities who en- 
tered into an agreement to take energy from the company to 
contribute to the company's capital. The only opposition. was 
from certain. gas companies. He said that from the start 
the company was overburdened with capital. In 1907 the 
company was in difficulties and large consumers came. to the 
rescue and formed the Treforest Electrical Consumers’ Co., 
Which entered into an agreement with the Power Co. and the 
debenture holders, by which the undertaking was to be carried 
on by the Consumers’ Co. for the benefit of the consumers 
who agreed to find the money. It was explained that the 
Bill would be the means of saving a large amount of money 
to local authorities, who would otherwise have to provide 
their own supply. 

Counsel appeared for eleven. gas companies, who took ex- 
ception to the ratepayers’ money being put into an alien con- 
cern over which they had. no control whatever. The Cou- 
mittee were of the opinion that the Bill should. proceed. 

Cardiff Corporation Idrteusion. Provisional Order. Bill.—This 
Bill has been before Lord Newton's Select. Cominittee. Op- 
position. to certain clauses was offered by the South Wales 
Electrical Power Co. According to the South Waler Echo, 
the principal point at issue was the dispute between the Cor- 
poration and. the Power Co. 

Counsel said the Corporation, as successors to the Rural 
Council in the added areas, were prepared to take over the 
agreements the Council had with the company in respect. to 
electrical supply in bulk. The company were bound fo 
supply, but the Council were not bound to take. They were, 
however, under obligation to pay £150 per annum to the 
company whether they took the current to the amount or not. 

The Corporation were onlv taking one-fourth of the area 
and they offered £40 per annum. 

Counsel for the company asked that Cardiff bo put under 
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the obligation to take from the company all electricity sup- 
plied in the added area east of the River Tuff until the expiry 
of the agreement 18 years hence. 

The Chairman said the Committee were of the opinion. £40 
was insufficient, and that a reasonable amount should be 
agreed by the Corporation and company in consultation. 

The parties undertook to do so. 

Doncaster Corporation Bill.—This Bill, which proposes, 
amongst other things, to give to the Council further. powers 
with reference to the electricity undertaking and to authorise 
it to run motor omnibuses as an extension of the tramway 
service, was under consideration last week by а committee 
of the House of Lords. 


German Electrical Plunt.—Mr. НААМ asked the President 
of the Board of Trade whether he was aware of the difficulty 
that English companies hud experienced for some months in 
obtaining quotations for electrical plant from German firms; 
and could he state whether this condition was due to elec- 
trical firms in Germany being too heavily. engaged owing to 
the urgent demand for German home purposes and also for 
the needs of neutral countries? 

Mr. BALDWIN replied : My attention had not previously been 
drawn to this particular matter. As regards the second part 
of the question, I understand that many branches of tlie elec- 
trical industry. are actively engaged on home and also, to soine 
extent, on foreign orders, 


THE BRITISH ELECTRICAL AND ALLIED MANUFACTURERS' ASSOCIATION (INC.). 


A WORLD-POWER CONFERENCE AT WEMBLEY IN 1924. 


` 


THE report and accounts of the Council of the B.E.A.M.A. 
for the year ended September 30th, 1921, were submitted. at 
the annual general meeting held at the Connaught Rooms on 
March 16th. There was a large attendance of members. 

Mr. №. О. 8мїтн (Elliott Bros. (London), Ltd.), Chairman 
of the Council, who presided, presented and reviewed the 
accounts. and balance sheet, and the accounts were unani- 
mously adopted. The chairman then proposed. the adoption 
оѓ the report, and in speaking to the motion said that at the 
last annual meeting he was compelled to deal with the then 
existing situation in a somewhat pessimistic tone, and in the 
light of subsequent events he thought they would agree that 
the pessimism was justified. The industry at that time was in 
a bad state, but it was nothing to what they had since had to 
endure. Soon after last year's meeting came the coal strike, 
lasting for many weeks, and it was followed by a business 
depression such as had never been experienced in the life of 
the electrical and allied industries. He ventured then to 
assert that the tone of the Stock Exchange was one of the 
beat indications of the state of the trade of this country. He 
still held that opinion, although experts, explained that the 
recent boom was due solely to the fact that vast sums of 
money which had accumulated on deposit at the banks had 
(owing to the reduction of the bank rate, and the consequent 
small interest allowed on deposits) been withdrawn, and 
there had been a wild scramble for gilt-edged securities, to 
obtain a better yield; henee. the abnormal rise in those 
wcurities. The increase in values, however, was not con- 
fined to gilt-edged securities, for many others, and even in- 
dustrials, had received a good deal of attention. Mr. Smith 
continued : ‘* What I look at is that, whereas a year ago the 
Stock Exchange was in the depths of depression, to-day 
there is buoyaney and optimism all round, and LI venture 
now to express the conviction that the feeling of optimisin 
in that. quarter will gradually permeate other branches of 
business, and those who have been holding back to see which 
wav the cat jumped. will, before long, sell ont of the gilt- 
edged securities and utilise the money so released in financ- 
ing new enterprises and new developments or additions to 


existing plants, and a fair proportion should find its way - 


into the electrical and allied industries in the shape of orders. 
[do not think for a moment that we shall see an nnmediate 
boom. The start mav be slow, but so long as it is gradual 


and increasing the improvement is the more likely to be 


solid and durable.” 

The speaker said it was far easier to work an Association 
like the B.E.A.M.A. when everybody was busy and profits 
were being made, and every member felt that he was doing 
all in his power, not only for himself, but also for the good 
of the industry as a whole. Tt was a different matter when 
work was searce and order books were more or less empty. 
It was then that the individual firm or company was 
tempted to act for himself and his own pocket, forgettine 
entirely the good of the industry. What would be the result 
if that course were generally adopted? There would be a 
{ramble for апу work going about; and the industry would 
find itself in exactly the same unsatisfactory position as it 
was before the B.E.A.M.A. was started, namely, that the 
only one who benefited by a cut-throat policy would be the 
consumer, whilst the supplier would be working either at a 
l^ss or at such a small margin of profit as to be unremunera- 
tive. Again, what would be the position of individual mem- 
hers? Tf the B.E.A.M.A. had done nothing else it had done 
splendid work in bringing them together to know each other 
and to trust each other. Tt had taught them that their com- 
petitors were human and as honest as themselves, instead of, 
ae formerly. their worst enemies and terribly dishonest people. 

Are we to continue in the happier state which the 
В.Е.А.М.А. has brought about or are we to revert to the pre- 
B.R.A.M.A. state? Tf the former let us exercise vatience. 
and act as if we knew that, in the apt words of an old philoso- 
pher: ' That which is not for the interest of the whole swarm 


$ 


is not for the interest of a single bee.’ Better times are surely 
coming, and when they do we shall reap the benefit 
of our patience and our bonds of uaion. In this way we 
shall emerge from the trying ordeal through which we have 
been passing stronger and more united than we have ever 
been before." 

The B.E.A.M.A. director brought before the Council last 
autumn a scheme which he designated.‘ The World-Power 
Conference," the object of which was to bring together, in 
London, experts from all parts of the world to discuss the 
important subject of * power " in its many aspects. The 
scheme was carefully considered by their Council at several 
meetings, and, as a result, they authorised the director to 
promote the conference which, by the kind permission of the 
Executive Council of the British Empire Exhibition, would 
be held at Wembley during the spring or early summer of 
1924. The Association was inviting technical institutions and 
trade organisations in this and other countries to co-operate 
in this enterprise. The exhibition authorities had agreed to 
vive the use of a conference hall at the exhibition free of 
charge, and to provide certain entertainment for guests from 
other countries, | 

Mr. Smith next mentioned a personal matter, which had 
already been referred to in another place. Three years ago 
the Council were good enough to elect him as their chair- 
man. He accepted the position with some reluctance, feeling 
that it should have been filled bv a younger man. "The con- 
fidence which the Council then showed in him was repeated 
bv two further elections to that position. He felt that now, 
for two reasons. the time had arrived when he should retire. 
“Those reasons are that I feel it will be for the good of the 
B.E.A.M.A. and fair to myself. Good for the B. E.A. M.A., 
because Т feel that three years is quite long enough for any- 
one to hold the chairmanship: one has probably got into a 
groove and new blood is required. Fair to myself : because 
after nearly fifty years of business life I am beginning to 
feel the want of a little more leisure and less responsibility. 
I сап assure vou that the office of chairman entails a great 
deal of work. but I have been fortunate in that my health 
has stood the strain so well that since Т became chairman, 
three years ago, T have not been absent from a single council 
meeting. Those three years have been very pleasant years 
for me, for, Whatever work has been. entailed it has been a 
great satisfaction to assist in the fostering of those great 
principles of co-operation for which the B.E.A.M.A. stands.” 
He was not retiring from the Council, and he hoped. at least. 
to be able to work out the remainder of his three years’ 
sentence at the Council table. He returned thanks for the 
kindnes and courtesy that he had invariably received. from 
every member of the Association with whom he had been 
brought into personal contact, and concluded bv tendering 
his special thanks to the staff of the Association. 

| We understand that at a subsequent meeting of the Council 
Мг. B. Longbottom (Flectromotors, Ltd.) was elected chair- 
min of the Association. —Ebs. } 

Mr. Smith then proposed the adoption of the report, 
which was seconded bv Mr. Pybus, managing director of the 
English Electric Co., Itd.. and carried unanimously. 

The Chairman then declared the result of the ballot, to fill 
the five vacancies on the Council, and after the re-election of 
the auditors and а vote of thanks to the Chairman, proposed 
hv Mr Berry (British Electrie Transformer Co., Ltd.) the 
proceedings terminated. 

The report of the Council, from which we shall next week 
give extracts, shows that the membership at the end 
of the vear numbered %0. A vear previously it totalled 24. 
The report reviews the state of the home and export trade. 
Parliamentary matters, the conference of the Joint and In- 
dustrial Councils, the Electrical Research Association, and 
deals with standardisation, trafe. conditions of contract. the’ 
work of the R.E.D.A., the Т.Р.5., and relations with other 
Associations. The Council has under consideration proposals 
for participating in the British Empire Exhibition, 1924. 
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THE TELEPHONE SERVICE. 


* 
THe Report of the Select Committee appointed to inquire 
into the organisation and administration of the Telephone 
Service Was issued last week (H.M. Stationery Office, Blue 
Book No. 54, price 4s.). 

The Committee comments on the absence in this country 
of friendly feeling between the telephone service and the 
public, which is found to exist abroad, and whilst regretting 
the aloofness of the public, is inclined. to blame the Post 
Ottice, remarking that the latter © has given some ground 
for saving that it appears to believe that the public was 
made for the Post Office and not the Post Oftice for the pub- 
hic. It tends too much to a cast-iron application of regula- 
tions in an improper way." -. 

It considers that the re-organisation of the telephone ad- 
ministration on more commercial lines is the fundamental 
requirement for ethcient developinent, and recommends the 
separation of the telegraph and telephone department from 
the mails, without, however, removing them from the con- 
trol of the Postmaster-General. The existing. organisation is 
criticised, and contrasted with foreign praetice, according to 
which a Director-General is placed in control of the tele- 
graph and telephone services, with large powers, and 1s 
responsible directly to a Minister, whereas m this country 
these services are controlled by the Secretary's Department, 
Which possesses no special qualifications for the work. A 
thorough reform is recommended, to be entrusted to a body 
of men of wide administrative experience not connected with 
the Civil Service. The teris of reference did. not cover the 
question of restoring the telephone service to private enter- 
prise, but the Committee states that practically all United 
States authorities claim advantages for that policy; it also 
points out that in other countries. co-partnership schemes 
with farmers have been very successful. and suggests 
that more might be done in that direction here. The Post 
Office has not taken a sufficiently broad view of the develop- 
mant of rural telephony, which is of advantage to other 
classes of subscribers besides farmers, and a definite policy 
of development should be formulated. Additional trunk lines 
should be laid as required, without waiting until materials are 
cheaper. 

Where the Post Осе is not disposed to undertake active 
development the Conimittee suggests that licences may be 
granted to local authorities or to co-operative associations, 
under: satisfactory arrangements, and cites the Ontario Tele- 
phone wet, 1915, as a suitable basis, the Railway and Canal 
Commission bemy indicated as an appropriate body to grant 
sanctions for such schemes. The. conditions to be fulfilled 
are thatit the area applying for sanction should furnish evi- 
dence showing that: (1) telephone facilities are not available 
at reasonable rates; (2) a responsible authority is prepared to 
undertake the work; (3) proper financial guarantees are 
forthcoming; and (4) definite plans and estimates bave been 
prepared and opportunity given to the Post Office for appro- 
val or criticism. New plant might be supplied at cost price 
through the Post Office at less cost than the responsible 
authority could purchase it for. 

Regarding wages, the Committee finds that in 1920-21. 
when there was a deficit of £4,480,000. the war bonus paid 
in the telephone department was £4,700.000, and that the 
Post Office was paying on an average 64 per cent. in excess 
of the commercial rates ruling in London. As the cost of 
living falls wages will go down, approximately at the rate of 
£190,000 a vear for each 5 per cent. reduction, and the Coni- 
mittee insists that telephone charges shall be correspondingly 
reduced. Exception is also taken to the addition of the war 


bonus to the 1920 wages, instead of to the rates paid in 1914, ' 


as in other trades. 

The commercial accounting system is approved, but the 
Committee points out that the estimates of outlay on which 
the existing telephone tariff is based are now in excess of the 
actual cost, and that the provision for depreciation should be 
adjusted in accordance with the conditions of to-dav. Thus, 
the annual charge for depreciation might be. reduced. from 
£2,960.000 (m 1922-25) to £2,454.000.. Tt is also suggested 
that salaries and other overhead charges for new construction 
and renewals should be debited to the capital and deprecia- 
tion accounts, and not to revenue, as at present, the saving 
to the present user amounting to £586,000 on the figures 
for 1920-21. Тһе total annual savings to the present user, 
therefore. would be at least £1,062.000. permitting of a re- 
duction of not less than 8 per cent. in the telephone charges. 

The Committee points out that in the Post Office estimates 
for 1920-21 an item of £2.191.000 appears for "' capital ex- 
penses for telephone adininistration.”” which is used for 
interest and repayment of loans, and is charged to revenue, 
whereas in a private undertaking part of it would un- 
donbtedly be charged to capital. To avoid this undue burden 
on the taxpayer the Post Office should have a capital account. 
Commercial methods should be followed, and a profit and 
loss account should be instituted, the balance remaining after 
paving interest. on borrowed capital being carried forward 
instead of being credited or debited to the Treasury. 

In view of the reductions in cost outlined in the report the 
Committee recommends that a reduction of 10 per cent. be 
made on subscribers’ accounts for service given after March 


3lst, 1922, without prejudice to other modifications, and that 
the rate for extra mileage be reduced from £10 to £5 per 
annum. f 

The Committee, whilst giving due weight to the evidence 
expressing doubt whether telephone extension is a paving 
proposition, suggests that the larger the number of sub- 
scribers connected with an exchange the larger will be the 
probable number of calls made by each, and that while the 
total cost of serving a subscriber may thus be increased, the 
total cost per call to the department may be reduced. 

Delays in transmission are attributed mainly to an inad- 
quate provision of trunk lines, and the Committee points out 
that really adequate facilities would create a demand for 
trunk service. — Inexperience on the part of operators is 
blamed for delays, and also for the wrong-number trouble. 

The Committee dissents from the view that the basis of 
the tariff should be the actual cost, pointing out that a hich 
development in residence. telephones is a great factor in 
accelerating general development, and thus lowering rates; 
residence. telephones, therefore, should be charzed for at a 
lower rate thin business telephones, which, moreover. are 
paid for out of Income not subject to income tax. A uniform 
rate for the whole country is considered unfavourable to 
development; it is suggested that the country should be 
divided into areas, in each of which a local advisory cem- 
mittee should be constituted, with a voice in determining 
the incidence of charging and the grouping of localities. The 
Committee approves of the message rate as the basis of 
charging, and condemns the flat rate fex business. lines, 
though it may serve for small areas, but thinks that a lower 
annual rental might be charged for residences than for busi- 
ness premises, The charges for. trunk-line service should 
have been raised sooner than they were, but the scale should 
be less steeply graduated for the shorter. distances. 

Sir Evelyn. Cecil was the chairman of the Comunittee. and 
it is interesting to note that this was the first. oecasion on 
Which an expert assessor (Mr. W. W. Cook) was appointed to 
assist such a cominittee m its deliberations. 


CORRESPUNDENCE. 


Lettera received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have ine writer's name and 
address in our possession. 


A Warning. 


I should like to draw attention to the increasing practice 
of certain extreme municipal undertakings. Several instances 
have lately come to my notice, of men of known and pro- 
nounced Connuuunist ideas, being worked into various. large 
power houses. These men start, usuallv, m a fairly low 
grade, but are promoted to positions of vital iniportance ах 
soon as possible. This means that in the event of trouble. 
either. political or industrial, the control of vast amounts of 
power will be in the hands of these, only too anxious to 
do harm. In cases where technical knowledge 1s lacking. by 
posing as Labour men they are pulled through by the men 
under their charge. In a power house it 1s almost impossible 
to let a man down without letting oneself down us well. In 
justice, I must sav, I have not found either an E.P.E.A. or 
an E.T.U. man in the above category. 

C. B. 


March 24th, 1922. | 


The Lock-out of the Engineers. 


One cause of the present trouble appears to be the failure 
of the attempt to regulate the working of overtime by means 
of legislation or agreements between the emplovers and the 
unions, nor is it easy to see how a practical working arrange- 
ment is to be arrived at until both sides recognise that the 
whole question rests with, and rightly so, the individual 
employé, and that neither the employer nor the union ha> 
апу right to dictate to him as to when he should or should 
not work overtime. — The regular working hours constitute 
part of an agreement between employers and employed. are 
the sume for all and may well be settled on behalf of the men 
asa Whole by their union, but every man, no matter what his 
particular work may be, has the right to expect that alter 
the usual working hours his time is his own, and that it shall 
not be regarded as an offence if he decides to cease working 
at the regular time. Once you concede to the employer the 
right of dismissal for refusal to work overtime the workman 
becomes a slave in effect, and it is natural and reasonable for 
him to resent such a position. On the other hand, the untons 
should have no more power over the free time of the individual 
than the employer, nor any right to prevent a man's working 
overtime if he wishes to. The result of their interference 15 
shown by the present situation, in which the unions are using 
their powers for political purposes or under the 1uistaken con- 
viction that the prohibition of overtime will increase empley- 
ment, Some employers may contend that they must have 
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the right to demand overtime or they could not carry оп. To 
such the reply is that, apart from trade union influence, men 
зге In general eager enough to work overtime, and for two 
very dood reasons—they are glad of the extra money and also 
rousider it good policy to oblige their foreman or manager, 
meentives Which are sufficient in themselves. If only. the 
employers on the one side and the unions on the other would 
recognise the fundamental principle that neither should have 
anv пы to dictate to, coerce, or interfere with the indi- 
vidual Worker with respect to the disposal of his time after 
the regular. working hours in апу way whatever, the overtime 
ditiiculty would probably disappear. 

Some 25 years" experience of the matter. from the. em- 
ployer’s point of view leads me to the conclusion that it de- 
pends entirely upon mutual goodwill, which is not likely to 
be promoted by the intervention of the unions. 

G. Szekacs. 

Tatsfield, Surrey. 

March 22nd, 1999, 


A High-resistance Fault. 

To locate a fault in a three-core cable in which the insula- 
fion resistance between cores is 50,000 ohms, and between 
cores and earth 20 megohins, such as described in the current 
isue of the ELECTRICAL Review by your correspondent, 
“Review Reader," presents no great difficulty if due care be 
taken in making a test. 

A method which has been used in а similar case, and 
which is based on" fall of potential,” is as follots: At опе 
end of the faulty cable make a low-resistance connection 
between one core and the lead sheath, and isolate the remain- 
mg cores. At the other end arrange a few secondary 
ae and an ammeter, and send through the loop, formed 
by the core and the sheath, a current sufficient to give а 
readable deflection on the instruments to be used. Then, 
tike a reading on a palvanometer connected across the 
core, to Which re bane has already been made, and one of 
the isolated cores, and, in order to overcome апу local ели. 
set up in the fault, repeat this reading with the main current 
reversed. Now, connect the core at this end te the sheath 
and, removing the apparatus to the other end, take а sunilar 
set of readings while a like current is passing through the 
loop. Call the mean of the first two readings a, and the 
second two b. Then, if the length of the cable is L, the dis- 
tance, л, of the fault from the end where the a readings were 
made js given by the equation z = aL/(a + b). 

To render the matter clearer, diagram 1 is appended. 


4n 3C 777 yeu Core / 


^ 2 


DracraM 1. 


Another method, capable of being applied with different 
3pparatus, 15 a bridge method, and is as under :— 

As in the preceding case, Join one core, marked 3 in dia- 
gam 2, to the sheath at one end B. At the other end, А, 
connect a length, say ТО ft. of wire—No. 20 S.W.G. tinned 
copper answers very well—across the core 3 and the sheath: 
and a portable battery, giving about ТОЮ volts, to one of the 


Core / 
uw 2 


« 3: 


DIAGRAM 2. 


Molated cores and to a point, О, on the test wire such that 
no deflection is observable on the low resistance galva- 
nometer connected across the two ends of the testing wire. 
Measure the length of wire from О to the core 3, and from О 
to the sheath: call these lengths a and p respectively. Now, 
marry out а similar test at- the other end. в, of the cable 
and call the lengths thus obtained b and а. Then the posi- 
tion of the fault is given by: 


a=!./(c+1) 


where 2=the distance from end A to the fault r-the length 
of the cable and c=b(a+n)/a(b+q), which expression sim- 
plifies to b/a. if the same length of wire has been used when 


testing at each end. 
С. б. Watson. 


I^ndon, N.17. 
March. 2th, 1922. 


ead Shealh 


The Lead:Hydrate Storage Battery. 


With reference to the above article in the ELECTRICAL -ReE- 
View of March 24th. it would be interesting to hear from 
those who have had experience. with this type in actual 
practice, as compared with the ordinary lead-oxide aceumu- 
lator. 

D. Mitchell. 

London, 

March 2th, 1922 


The Institution Building. 


Iinmediately following the Faraday celebrations you inserted 
шу letter calling attention to the bad illumination. of the 
lecture hall. Since then the Member of Council who, to- 
gether with our Immediate past-president, was responsibie 
tor the alterations, announced at an ordinary meeting of 
members (conumented on an Y Electrical Industries,” on 
December 7th, 1921), has informed me that at the Faraday 
celebrations the top lights were omitted to be turned on, 
and also shown me the details of the altered illumination, 
which was fully used at last Thursday’s meeting. 

It is good to know the Council were not satished with 
the illumination, when we returned " home,” but it is to 
be regretted that the altered. lighting cannot be called a 
real uprovement or form an object lesson m good practice. 

the cove lighting, above the Council table, has been abol- 
ished and the illumination of the side coves tapered, trom 
zero to шахипйш in the 10 or 15 feet adJonung it. ‘Lhe 
back cove is tully ilumunated. “Lo compensate ror the re- 
sultant lack of light around the rresident, four high-candle 
power half-watt (inert. gastilled) lamps have been fixed above 
Ше glass ceiling, so that the President is fully aware оЁ the 
fierce lights that beats upon a throne," for he suffers from 
wlare both from the opposite cove and especially from the 
direct rays of the ceiling hid. lumps. 

lhe improvement is a shue and not. radical. 

The aHumination in other parts of our home is apparently 
having attention, for newly erected milk-giass hemispheres 
of an obsolete and ineficient type are being tried ш one 
room, apparently regardless of the fact that this form of 
serul- indirect illumination is already dying out. 

As destructive criticism should always be чйр е by 
constructive suggestions, I am sending to the Council 
scheme that will be an improvement om what we have at 
present, in our lecture hall, and the object of this letter is 
to get others, who have the interests of correct illumination 
at heart, to do the same so that the whole question can. be 
reconsidered and a model up-to-date illumination be obtamed. 


Justus Eck, M.I.E.E. 
London, 
March 35th, 1922, 


Safety First. 


" The decision which has been arrived at in England to 
allow the installation. of a 1,500-volt third rail is, pre- 
sumably, for special cases only and for the operating con- 
ditions and clearances pertaming to railways 1n Great 
Britain and which do not exist in America,” 

"It will be difficult to install within American railway 
clearances a properly insulated and protected 1,500-volt third 
rail—in fact, it is believed nupracticable to do so in a manner 
which will adequately safeguard the public and the employés.” 

In my opinion it is equally difficult and impracticable in 
Great Britain. 

Those extracts from Mr. George Gibbs's report in Bulletin 
I.R.A., December, 1921, on electric railways, to be dealt 
with by the International Railway Association next - month, 
deserve more prominence in Great Britain than has been 
given them, particularly with a view to avoiding quite un- 
Necessary risk of railway employés’ lives. 

No more practically experienced railway man has com- 
mented upon the Advisory Committee's decision. As long ago 
as 1903, when Mr. George Gibbs was commissioned by the 
directors of four New York (now electritied) railways to sug- 
gest the best location for the third rail to meet the re- 
quirements of steam and electric railway conditions jointly, 
he especially dwelt upon providing for ‘‘ the safety of em- 
plovés and publie," and we should now heed his tactful 
criticism of Great Britain's. decision which does not ade- 
quately safeguard employés or public. 

Does anyone know of any operating conditions or clear- 
ances in Great Britain on railways where 1.500 volts can be 
installed near the ground in a manner which will adequately 
safeguard the employés and public? 

T do not know of any. : | 

Where, if ару, are the ‘ special cases only " in Great 
Britain, which Mr. George Gibbs presumes the Advisory 
Committee knew of? Why аге. they not specifically listed? 

By all means make progress, but make it safely; and do 
not cake quite useless risks with the lives of others. 


Reasonably Safe. 
March 24th, 1922. : 


E 


Ss 


444 


. THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2,314, MARCH 31, 1922. 


Cost of Living in India. 


In reference to the inquiry of your correspondent, Mr. T. 
Jager. on the cost of living m India at Rs. 1,000, it may in- 
terest him, and others, to know the difference of thirty years 
ago. I then lived, and kept up appearances, in the best 
part of Calcutta (Kyd Street) for nearly two wears, on a 
salary of Rs. 60 per month, mereasing to 75 and 100; true 
it was rather a pinch, but with care I could afford. an oc- 
casional visit to the theatre, and other little luxuries, and al- 
together had a jolly good time, and kept my balance on the 
right side. If I could put the years back, I would jump at 
the chance of oing out there on the same conditions, 

Study economy and live like a lord. 

J. M. Lee. 


London, 
March 97th, 1922. 


J. GLIASTEN & Son, LTD., v. STATE Assurance Co., LTD. 


Tur hearing of this action was concluded on March Hth, 
before Mr. Justice Pailhache and a special Jury in the King’s 
Bench Division, after having occupied. the court for four 
days. The plaintitfs, who are timber merchants, of Corpora- 
tion Road, Stratford, E., claimed £10,000, as the aggregate 
amount due from the defendants under three insurance 
policies of £6,000, £1,500 and £2,500, against loss of timber 
by а fire which occurred in August last. : 

Sir John Sinon, K.C., Mr. 25. H. Cohen, K.C., and Mr. 
Cyri King appeared тог the piamuns, and detenaants were 
гергеѕепіса Dy Mr. R. A. Wright, h.C., Mr. Douglas Hogg, 
K.G., and Mr. Rolanda Thomas.  "' B И 

"һе defence was that the loss was occasioned by riot or 
civil Commotion, and that as it was an exceptional risk they 
were not liable. ‘they said, further, that tne policies con- 
tamed à warranty on the part of the plaintiffs that the tm- 
ber, &c., insured should not be placed within 400 yards of 
а saw-inill. They alleged that there was a saw-mul at all 
umes on the premises and that they were liable, if at au. 
only for timber which was placed imore than 100 yards from 
the mill. | 

The plaintiffs, in reply to this, said that they gave notice 
to the defendants when they were about to erect the mill, 
and the defendants assented to the alteration in the risk. 
Defendants also said that if they gave a warranty 16 was not 
for 100 ft. but yards. 

Sir JOHN SIMON, їп opening, explained the situation of the 
plaintiffs’ yard and the circumstances under which the fire 
originated, stating that it was for the defendants to prove 
that it was caused by riot or civil commotion. — Plaintiffs 
were, he said, going on three policies out of a greater number 
that covered the whole of the plaintils' premises, because 
at the time of the outbreak the whole of the timber was 
valued at £673,000, Although the insurance companies were 
informed of the saw-mill they did not elect to go off the risk, 
and at the time of the fire none of the insurance companies 
had endorsed on plaintiffs’ policies the particular zone which 
they were covering. ‘The first question was, what caused the 
fire? and the plaintiffs denied that it was the outcome of a 
riot. On the previous Friday (August th) plaintitfs had 
advertised for timber porters, and offered 65s. a week as 
wages, inviting applications at half-past seven o'clock on the 
Monday morning. Applicants appeared im large numbers, a 
few hundreds presenting. themselves at the entrance to the 
yard. The gates were pressed open by the crush, but there 
was no ground for saving that the men were riotous or vio- 
lent. Ábout 20 or 30 men were picked out and the rest were 
told that they would not be wanted. That, no doubt, 
caused a demonstration, and the men did not leave the vard 
for a time, but within an hour, with the help of the police, 
the yard was cleared. The shed in which the fire started 
was stacked with valuable timber, and it was the middle one 
of three of the same size near the new saw-mills. Each shed, 
being dark inside, was lighted by electricity, the lamps hang- 
ing from the roof. A considerable wind was blowing, and 
the lamps swung about, and the smashing of one of the 
lights or the rubbing of the wires was the probable cause of 
the fire. It was just as the hooter was going for one o'clock 
that Mr. Gliksten's attention was called to smoke issuing 
from the middle shed. The roof was alight but not the tim- 
ber, and as the roof was 30 ft. from the ground the fire 
could not have been caused by some lurking miscreant. The 
idea that the fire was caused by incendiarism by the dis- 
appointed men might be dismissed from the minds of the 
jury because the police remained in force for some time after 
the men had left and saw nothing of any raid upon the 
premises. 

Mr. Revren GLIKSTEN, chairman and managing director ci 
the plaintiff company, gave evidence in accordance with 
counsel’s statement, and said that the fire raged for four 
days. There was no truth in the suggestion that the fire was 
eaused by men who raided the yard. 


Answering Mr. Wricut, K.C., witness agreed that on 

August 3rd he had inade formal application to the polie 
authorities for compensation on the ground that the tire was 
caused by riot, but that he did on the advice of his solicitors. 
Several ot the yard employ /s were called to prove that th. 
fire was not caused by riot, à view in which they were cot. 
urined by police ofticers. 
‚ Мт. JAMES SWINBURNE, electrical expert, said that when tic 
tire broke out on the tarred roof of a building hike plaintils 
sheds it Would create black smoke, such as Was seen in tun 
case when the fire started. Witness explained how, in his 
opinion, the fire occurred. from a fault at one of the electric 
httings m the roof, caused through the constant swinging 
of a lamp by the wind. 

In cross-examination, witness agreed that if within four 
uunutes there was a great burst of flame it would louk as i 
the fire started from the bottom. ‘There were, he said, weak 
spots in plaintiffs’ electric lighting installation through years 
of use, and the evidence of witnesses as to what they sau 
when they rushed into the burning shed was quite consistent 
with his theory that the fire started in the roof of the 
building. ! 

Mr. C. V. HiLL, civil and electrical engineer, of Old Queen 
Street, Westminster, gave evidence in confirmation of tha: 
given by the previous witness, and said, in cross-eXamination, 


that plamtiffs’ wiring installation did not infringe the wir: 


regulations of the Institution of Electrical Engineers. tF 
had been in use for 9 or LO years. He thought the hangin: 
flexible wires might have become frayed by the constant 
swinging in the wind, and so have been reduced in section 
until the few remaining strands were overheated. 

For the defence, witnesses were called to support the asser- 
tion that the fire was caused by some of the men who haz 
failed to get employment, and one witness had heard it suid 
that Gliksten's vard ought to be burned down, while another 
asserted that he had heard а man вау “ you'll see a flare-up 
soon, 

Mr. WRIGHT contended that the fusing of the electrie wire 
was highly improbable, and asked the jury to find that the 
yard was set on fire by the disappointed men. 

Mr. Justice BAILHACHE, in summing up, spoke of the im- 
portance of the issue which the jury had to decide: first. 
on account of the large sum of money involved; anà. 
secondly, because if the story told by defendants’ witnesses 
Were true, the police were deserving of the greatest censure. 
The destruction of such a property at such a time, and under 
such circumstances, said his Lordship, almost amounted te à 
national disaster. It was for the defendants to satisfy the 
jury that the fire was caused by rioters, and they would have 
to say whether the vard was set on fire by incendiaries, be- 
cause that had a great bearing on the case. If, as the plaintiffs 
had said. the fire originated in the roof, then, of course, the 
men could not have started the fire. A great deal had been 
said of the extraordinary coincidence that upon the vem 
morning of the riot the electric wires should have fused. 
causing the fire, and he agreed that it was extraordinary. 
His Lordship pointed out that there was no ехе 
tion in the policy with regard to fire caused by wicked 
persons, but only fire caused during a riot һу rioters. lf 
there had been a riot, then plaintiffs could claim nominally 
against the police for compensation. The great difficulty m 
the case was the difference of time between the riot at ter 
o'clock and the fire at one o'clock, and there certainly was > 
no evidence that the men using sticks and stones against — 
opposition were incited to riot and set fire to the vard. 

The jury, after a short consultation, found that the fire 
was not caused by incendiaries, and that at the time of the 
fire there was no riot. 

After the jury had been discharged counsel proceeded to 
deal with the legal question involved regarding the con. 
ditions of the policies; and several insurance witnesses were 
called in that relation. 

Mr. WRIGHT contended that the insurance was inoperative < 
as soon as plaintiffs broke the warranty. not to erect а saw 
mill. 

His LorpsHip, in the result, gave judgment for the plain- 
tiffs, with costs upon а sum due following adjustment by the > 
proper versons to do the work. 


Watt v. FALCKE. 


j 
1 
IN the King's Bench Division on March 22nd, Mr, Justice « 
Branson, sitting without a jury, had before him an action in. ! 
which Mr. A. E. Wall, of Pinner, sought to recover from Mi- j 
Cecil E. Falcke, secretary of the B.E. Co., Ltd., manufactur ' 
ing electricians, of London and Birmingham, £250 money re 
ceived. Plaintiff took over the company’s established business а 
of Witchall & Co., who made electric switches, after the war. y 
and wanted a seiling organisation. He consequently came te | 
ap arrangement with defendant to have the use of his com- i 
pany’s selling organisation. Plaintif said his part of the + 
arrangement was that he should take £250 worth of shares + 
from one of the defendant company’s shareholders—a Mr. | 
Bayliss, of Warwick Read, Acock Green, Birmingham. Plaintif | 
alleged that although he had paid his £250 he had never i 
received his shares, and he asked for a return of his money. | 
The defence set up was that it was never proposed that y 
plaintiff should have £250 worth of shares, and it was alleged 
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that his payment of £250 was not for that number of shares, 
but as an instalment in part payment of £750 worth of shares. 

Defendant gave evidence, and said he did not stand to make 
or lose anything out of the transaction. Mr. Bayliss knew 
that he was selling the shares to plaintiff. 

His Lordship, in the result, said he accepted the evidence of 
the plaintiff, and gave judgment for him for the amount 
claimed with costs. The defendant's counterclaim for £500 
alieged balance of the £750 for shares was disinissed also with 
casts, _ | 

Fink ror “Муке Tarra ” 
Ricuarp Норкіх, labourer, Hartington Colliery, Staveley, was 
tined 20s. at Chesterfield, on March IJsth, for tapping an elec- 
tric cable to get light in a dirt tip cabin. George Bradshaw, 
electrician at the pit, said if Hodkin had tapped the high in- 
stead of the low-pressure wire he would have been killed. 
—sShethield Indenendent. 
SENTENCE. 
At the Mansion House, last week, before the Lord Mayor, 
James Young. porter, and John Sheldrake, painter, were 
charged with being concerned in breaking and entering 106, 
Upper Thaines Street, and stealing 3,100 electric lamps, the 
property of the B.T.T. Electric Lamp & Accessories Co., Ltd. 
According ta the City Press, the police were unable to produce 
any evidence of breaking and entering, and the accused were 
therefore charged with being concerned im the theft of the 
goods. Accused pleaded guilty. The Lord Mayor sentenced 
Young to six and Sheldrake to two months in the second 
division. 


COMPENSATION AWARD. 


Iv the Mayor's and City of London Court, on Monday, bd- 
ward Crampton, of Silvertown, obtained judgment for £1) 
and 30 guineas costs as compensation for injuries which oc- 
curred to him owing to an accident huppening while working 
for the [ndia-Rubber, Gutta-Percha & Telegraph Works 
Co., Ltd., in December, 1920. He was sawing some wood 
when his left hand was cut. The thumb of the left hand 
was cutoff to the first Joint. | 


WORKMEN'S COMPENSATION CASE. 


AT the Birmingham County Court, on March 21st, a tramcar 
driver, G. L. Owen, sought, under the Workimen's Compensa- 
tion Act, to secure the restoration of certain weekly payments, 
the respondents being the Birmingham Corporation. Accord- 
ing to the Birmingham Post, in 1915, applicant was driving a 
tramear on the Oozells route, when the brakes failed. The car 
left the track and collided with a standard and overturned. As 
a result three persons were killed and 2) injured. Applicant 
received medical treatment until July, 1916. From the date 
of the accident to June 19th, 1916, he was paid 19s. a week 
compensation. Payment ceased upon an agreement for a 
declaration of liability being recorded. Jn November, 1921, 
there was a reorganisation of the department, and applicant 
was employed as a night watchman. He continued. to work 
for the Corporation until January 5th, 1922, when he reported 
sick. The respondents denied liability on the ground that any 
Incapacity was due to the accident. His Honour found for 
applicant and awarded him compensaticn at the rate of 20s. a 
Ween, 


BUSINESS NOTES. 


The Easter Holidays.—Owing to April láth being Good 
Friday, the issue of the ELECTRICAL REVIEW due to appear оп 
the afternoon of that day will be published at 9 a.m. on 
Thursday, April 13th. АП editorial matter for that issue 
should therefore reach us considerably earlier than usual. The 
advertisement department asks that new copy (with blocks) 
and alterations to existing displayed advertisements should be 
delivered at Ludgate Hill not later than the morning of April 
(ith (next Thursday). Official notices and small prepaid 
advertisements can be received up to 5 p.m. on Tuesday, 
April Hth. For the issue of April 21st, new copy and blocks 
must be received by the morning of Wednesday, April 12th. 


Dissolution of Partnership.—KixcHAM & PURCELL, electri- 
cal engineers and contractors, 75, Pasture Road, and 176, 
Bocthterry Road, Goole.—Messrs.. W. A. Kingham and S. А. 
Purcell have dissolved partnership. Mr. Purcell will attend 
to debts. 


Bankruptcy Proceedings.—JoHN Сүх WILLIAMS, colliery 
electrician, Duffryn Cymmer, Port Talbot.—Bankrupt ap- 
peared at Neath bankrupty court on Mareh 2186 for his 
&djurned publie examination. The Official Receiver re- 
ported that the debtor had now submitted amended accounts 
showing gross liabilities amounting to £38,155 and assets of 
£49. After questioning debtor about numerous items in the 
accounts the Official Receiver asked for the examination. to 
be adjourned for the signing of the notes. 

GRAHAM Moore HaLLETT, 7, King Street. Frome, Somerset- 
shire, electrical engineer.—The first meeting of the creditors 
vas held cn March 22nd at the Official Reeeiver's. offices, 26, 
Baldwin Street, Bristol. The statement of affairs showed rank- 
ing habilities of £880, against assets of £373, or a deficiency 


EE £52. Debtor attributed his failure te loss of contracts 


through lack of experience in estimating, depreciation of stock 
through falling markets, and bad trade. It appeared. that 
he started business about six months after leaving the Army 
In October, 1918. He became aware of his position in Decem- 
her last. "The creditors decided to appoint Mr. Emett, of 


^ Nicholas Street, as trustee of the estate. The following are 


creditors :— ‚ 2 £ 
Callender’s Cable Co. .. 64 Metal Averncies, Ltd. ... .. 14 
Drake & Gorham zi .. 4 Metropalitan-Vickers, Ltd. "E 
English Electric & Siemens Petter, Ltd. us de .. 288 
Supplies ixi E .. 96 Russ: (TF) & Co., Ltd. . 23 

у, King (J. C) & Co. nc . 12 Simpson, Baker & Co. ... 2. 54 
E G aera) Cable Co. Бе; .. 19 Elco Electric Manufacturing Со, 16 
к Hallett, Mrs. x ES .. 40 Strickland, Е. : ids .. 19 
' Bankers m u A .. {1 Ward & Goldstone ips .. 17 
А. T. Миллалмѕ and W. J. Brvaw, electrical and general 

SO engineers, 49, Conminercial Street. Aberdare.—A meeting of the 
» editors was held at the Ofticial Receiver's office. Cardiff, on 
y March 22nd. The liabilities expected to rank for dividend 
y “еге set down at £1,708 and the assets at £136. Debtors 


-—— 


4 *ttributed their failure to depression in’ trade, keen competi- 


поп and losses cn contracts, : 


; 

+ №. Л. Dickes (W. Dicken & Son), electrical engineer, 9, 
p T nper High Street. Barg»ed.—Receiving order made March 
а 4st on debtor's own petition. 

E Rawcttreg (Frank Raweliffe & Co.). electrical engineer, 8, 
x Nu Street Newcastle-on-Tyne.—Receiving order made March 
eon ston creditcr's petition. | 


1; 


B. BARNETT, electrical engineer, 104, Whitechapel Road, E.I. 
—]rustee, Мг. W. A. J. Osborne, Balfour House, Finsbury 
Pavement, Б.С. Appointed March 1861. 

FREDERICK CHARLES Goss, 64, Gloucester Road, Bishopston, 
Bristol, electrical engineer. The following are creditors :— 


£ £ 
Bristol Corporation — (Electricity Hart Accumulator Col, Ltd. ... 120 
Department) idi Я we 17 Kear, 5. ae eis PA 2. 18 
B.E. Со. (Lincoln and Birming- Macintosh Cable Co., Ltd. ux ef 
ham), Lu. Не site .. 13 Metropolitan Vickers Electrical 
B.V.T. Electric Lamp Co. КЕҢ? Co. Ltd. л. ju x uy e. 94 
Bristol Times and Mirror, Ltd. ... 12. Newtons, Taunton (Incorporated 
Dodge, A. Pa awe vie .. 19 Novas, Lid. London ... .. S3 
Edison Swan Electric. Co. e. 37 Petters, Lid. vus ies Se. JS 
Eteo Electric Manufacturing Co., Russell & Co., Ltd. ae el 162 
Lads as oF - Ed .. 10 Simpson Baker & Co., Lid.  ... 455 
Fuller's United Electric Works, Wholesale Fittings Со., Ltd. „ш. 05 
Lid... is A ous .. 22 Smith, D. Е $e " 14 
Graham, J. H., & Co., Ltd. ... 14 


Company Liquidations.—Bebrsco, I.Tb.—Winding up volun- 
tarily. Liquidator, Mr. А. E. Quaife, 155, Fenchurch Street, 
E.C. Meeting of creditors, April 3rd. 

Hype & TuoMsoN, Lrp.—Winding up voluntarily. Liquida- 
tor, Mr. E. A. Leadbetter, 35, Church Street, Sheffield. 
Meeting of creditors, April 4th. | 

Butter & SeracG, 1лр.—Меейпи of creditors, March 31st 
at 131, Edmund Street, Birmingham. Liquidator, Mr. R. A. 
Felton. The meeting is formal. All creditors are being paid 
in full. The liquidation is for the purpose of reconstruction. 

Тіхкенх, [.tp.—Particulars of clanns by April 24th. to. the 
liquidators, Messrs. F. Tinker and A. E. Chadwick, . Daisyfield 
Boiler Works, Newton, Hvde. | 

THANET Еткетнїс Co., Ltb., Margate.—The creditors were 
called together recently at the Institute of Chartered Secre- 
taries, 59a, London Wall, London, B.C.2. It was reported that 
an extraordinary general meeting cf the shareholders had pre- 
viously been held in London, when a resolution in favour of 
voluntary liquidation. was passed, and Mr. H. Kirby, of 840, 


‘Salisbury House, E.C.2, was appointed as liquidator.. He 


stated that the liquidation was a formal matter, and 
the business had been purchased by a well-known trader at 
Margate, who intended to carry it on. The whole of the 
liabilities had been or would be paid in full., 

‘BomBay E.ectric Supply & Tramways Co., Lrp.—Meeting, 
Мау 2nd, at З and 4, Clement's Inn, Strand. W.C., to hear an 
account of the winding up from the liquidator, Mr. F. C. 
Rimington. | 

К. B. Нахр & Co., Tap.—Meeting, April 26th, at Balfour 
House, Finsbury Pavement. B.C., to hear an account of the 
winding up from the liquidators, Messrs. P. J. Нсорег and 
W. A. J. Osborne. 


New French Companies.—lI.a Société Fermiére des Forces 
Mctrices de la Garonne is the name of a new company which 


has lately been formed in Paris (82, Boulevard Haussmann) 


with a capital of 1,000,000 fr. 


Reduction of Capital.—W. Н. Dorman & Co.. LTD. AND 
Repucep.—A petition for the confirmation of the reduction of 
the canital of the company from £700,000 to £437,000 has been 
nresented to the High Court and will be heard by Mr. Justice 
Lawrence in London on April 4th. 
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Trade Announcements.—lho .uddres cof Messrs. Hear, 
DiuBy & RILEY has been altered to 91, Victoria Street, West- 
minster, London, S.W. ‘Phone No. "' Victoria 666°"; Tele- 
graphie addréss, `* Grounds, Sowest, London." 

MR. Harod Parr, electrical engineer, has opened new pre- 
mises at 1, Back Jane Street, off Station Square, Harrogate. 

Mr. H. B. Ёсихєн, cf 70, Playford Road, London, N.4, 15 
to-morrow taking over the complete control of Messrs. Нап 
and ‘Turner, wholesale factors of electrical goods, and he desires 
to receive price lists for cables, switches, lainphalders; &c. 

A partnership has been entered into between E. H. Риш 
and Kext Bros. Electric WiRE Co. as from March 156, and 
has been registered under the title of Kent Bros, Electric Wire 
Co. & B. H. Phillips, for the yoANUfacture- and supply of suk, 
cotton, and enamel topper wires. | Their London ссе is at 
ЗТ. King Street, Covent Garden, W.C.2. LE а 

The. ExrIELD. Episwan Сави Works, Ean., have-opened а 
branch office and depot at 5, .York.Phice, "Leeds, under the 
management of Mr. G. H. Morphy. сі 
< Me. С. Слѕрснѕох, wholesale electrical factor, of Папа 17. 
Upper Mill Hill, Leeds, has removed to 46, Purk Square, Leeds. 

Mr. Н. А: Neate, having severed hrs connection with Neale 
and Freund, Ltd. (in voluntary: liquidation) ds. now- trading 
under the name of H. A. Neale & Co.. and has taken offices 
at 116, High Holborn,’ London. He wishes: to receive cata- 
logues. 5 x» TN є get. Ty 

Catalogues and Lists.—Mrssts. GENT È Co., Lro., Faraday 
Works, Laicester.—An illustrated, card dealing with ^ Put- 
synetie ” clock controls. ThE | | 

From the MErRoPOLITAN-VickERS. ELECTRICAL Co., LTD., we 
have received a will calendar, with monthly slips, for the yeur 
ending March, 1923. . 

Messrs. James MeMinuan & Co., Clun House, Surrey Street, 
W C.32.—An illustrated and priced pamphlet dealing with the 
e Telur“ stop clock for controlling. the length of trunk tele- 
phone calls. 

MESSRS. GEORGE Nopgs, LTD., А9, 
Square, W.1.—Leaflet ҮЛ, illustrating 
“Genii Neptune ” electrie hot-water radiators, 

The SurkouK frox онхову (1920), Urp., Stowmarket, 
—An ‘illustrated booklet dealing: with welding ‘rods and 
fluxes for cast iron. > j fo. 
“Messrs. Moun & Co., LTD., 
An illustrated folder dealing with the 
call counter. |. | 

Tar RawrrLCG, Co., Lib. Gloucester House, Cromwell 
Road, S. W,7.—4A well-illustrated beoklet giving full directions 
for the employment of " Rawplugs.’” Also. a priced and 
illustrated leaflet. | NEC ee 

AUTOMATIC AND ELECTRIC Furnaces, LTD., 981-983, Gray's Inn 
Road, W.C.l.—An illustrated leaflet inviting the reader to 
witness demonstrations of Wild-Barfield electric furnaces. 

Messrs. W. T. Hentey’s TELEGRAPH Works Co., LTD., En- 
mineering Department, Blomfield Street, London Wall, E.C.2. 
- Publication UKA, giving prices, sizes, 
malleable iron bonding clamps... >+.. Qm 
Messrs. Warrs,, Fixcuam &.Co.,. LTD., 232. Billiter Street, 
E.C.3.—Leaflet Esa, illustrating and describing the ‘* Mey- 
rick ” conductor rail insulator. с | 

Mr. Н. C. SuiNassy, 142-146; Old Street. E.C.1.—Design 
Chart No. 197, giving numerous illustrations of trucks, bar- 
rows, ladders, ќе. | | AP 

Tur MIDLAND ELECTRIC POWER INSTALLATION Co., Old. Mill 
Street, Wolverhampton.—An illustrated leatlet showing a re- 
wound 160-kW armature and advertising all kinds of electrical 
repairs. ELI Da IS 

Messrs. JAMES Dawson & Son, JAD., Lincoln,—Amn illus- 
trated booklet giving particulars of the manufacture of '' Lin- 
сопа.” balata belting. | ; ONE: 

Милчо: ELECTRICAL. Co., 17. Whitefriars Street, London, 
E.C.4.— Brochure describing clectrical organ-blowing equip- 
ments, made. complete in the same works. ^. 7 j 


. 


Cleveland: Street, Fitzroy 
and deseribing 


43. Old Queen Street, S-W.1.— 
'* 'l'elete! ” telephone 


Private Arrangements.— W. [.. KNIGHT, trading as W. L.- 


Knight & Son, 6. Oak End Ways, Gerrards Cross. electrical 
engincer.—A circular has been issued ‘to the creditors ef the 
above stating that a meeting was recently held, and am investi- 
gation, into, the. position has now been completed by Messrs. 
Corfield & Cripwell, accountants.” The. statement: of affairs 
prepared. showed liabilities of £506, while, after allowing £46 
for preferential claims, the assets were estinmted, to realise 
£231, or a delicieney of £479. With regard to the stock, this 
is stated to be of a very miscellaneous character, and at a 
forced sale might realise poorly. The book debts were owing 
from some 60 to 70 customers, and were all for small amounts. 
Jn accordance with a resolution adopted at the meeting, the 
debtor had executed a deed of assignment with Mr: W. A. J. 
Oshorn as trustee... Mr. Osborn reports that ‘the business 1s 
heing carried on for the time being, pending an offer being 
made for the concern. 5 | 


Australian Tariff Board.—The High Commissioner for: 


that the Commonwealth Tariff 
Roard. created by the Tariff Board Act passed by the Federal 
Parliament last vear. has now been constituted by the 
appointment of Mn. R. M. OAKLEY (chairman), Mr. HERBERT 
Brookes. and Mr. Матев Leite. Mr. Onkley is-the Acting 
Deputy Comptroller of Customs: "Mr. Brookes. who is a past- 
president of the Associated Chambers of Commerce of Australia, 


Australia has heen advised 


- industries. 


and illustrations of . 


is the representative of-the manufacturers; Ауре Mr. Lertch, 
C.B.E., who was Australia’s Director of Munitions during the 
war, and the first Director of the- -Commonwealth Bureau ot 
Commerce and Industry, will represent the importers. . ‘Fhe 
operation of the anti-dumping proposals of the Commonwealth 
Government, enaeted in December last in the: Customs Taritt 
(Industries Preservation) Act, will be the' care of the new 
Board, and among its most important responsibilities will be 
that of advising as to the imposition of the duties provided 
for by that Act. Тһе " dumping duties" are intended to 
prevent injury to Australian industries by the sale of goods 
from other countries at prices below the normal cost of their 
production. ‘These duties will safeguard the manufacturing 
industries of Australia, that 15 to sav. against the unfair com 
petition ‘of 'eoumntries whose ecircunistances allow them tò sell 
their goods at less than normal prices. As speciliéd by the 
Australian Act, dumping duties are to be imposed in fespect 
of goods exported to Australia and sold to an importer there 
at a price likely to be detrimental to an Australian 1ndustry— 
goods consigned to Australia which may similarly be sold 
there at less than a reasonable price—goods carried to Australis 
at fréight. rates which are lower than the. prevailing : rates— 
and goods sold to an importer in: Australia at prices mule 
possible by a depreciated rate of exchange in the country of 
export, whether those goods. have been manufactured wholly 
or in part from material supplied from that country.  . 

There is also an important: provision, for a * dumping 
preference duty " to be imposed on goods from foreign 
countries offered in Australia at less than the fair market 
value of such goods as they are. manufactured and sold,in the 
United Kingdom. , . ‚йн | 

The Tariff Board will inquire into each case in question and 
will report to the Minister for Trade and Customs. Set up, 
also, to investigate the operation of the Australian Tariff, tlie 
detailed nature of which calls for an expert body of the kind. 
the work of the Board will include careful study of the effect 
of the Tariff upon industries, and it will advise the Govern- 
ment às to means for encouraging further development of these 
Prominent among the matters it will handle are 
disputes arising out of interpretation of the Tariff; the neces 
sity for new, increased, or reduced duties; and determination 
of the application of Australia's British Preferential Tariff. or 
the Intermediate. Tariff; and it will deal with complaints as 
to unnecessarily high charges, by, manufacturers, or any 
action alleged to be in restraint, of trade, to the detriment ot 
the publie. о... ОИЕ V M chee 
Phe, Tariff Board will make its recommendations to the 
Minister for Trade and Customs, and it will. submit. annual 


reports as to Tarif matters generally. х. у... 


` Openings for Trade in ‘the Netherlands.—H.M. Consul. 
General at Rotterdam has forwarded to the Department o 


Overseas Trade extracts from the Dutch Press of recent dates. 


in which: particulars are given of undertakings which may 
lead to openings for British trade :— ET | 

Electric Power Station (Zwolle).—The N.V. Electriciteite- 
fabriek “ Ijsselcentrale ’’ at Zwolle are drawing up plans for 
the extension of their power station. A large new boiler- 
house will be built. Work will commence in the. course of 
this summer. T 

Tramway System in South Limburg.—The Limburgsche 
Tramweg Mij. (director, Ir. H. Ruijten, of Roermond; tech- 
nical engineer A. P. Zuurendonk, Grasbroekenweg 4, Heerlen: 
engineer, J..M: Meijer, of Kruisstraat 26, Heerlen, have plans 
in hand for the laving down of a large tramway system m 
South Limburg, of which several lines will be put inta execu- 
tion this year. The work is to be dealt with by the above- 
mentioned Mr. Zuurendonk. Estimate for the whole system. 
which totals 180 k.m.. amounts to 15,000,000 gulden.. | 
"Electric Works (Rotterdam).—It has been. decided to 
build a rectifying installation with a capacity of 1,850 kW. 
Estimate for a rectifier of 850 kW. 70,000 gulden; motor 
generator of 1.000 kW, 65,000 gulden; switchgear, 26.000 
gulden; divers, 89.000 gulden. Ў | 

Electrie Grinding Mill. (Delft).—The firm of Aaldijk “ Pe 
Groene Molen," of Zuidwal, Delft, intend converting their 
windmill into.a mill driven by electric power. .. Work. will 
probably commence this summer.. DEIN 

Boiler House (Groningen).—The 
bedrijf van Groningen " (Provincial Electric Supply Co.), of 
Groningen, intend extending their electric power station by 
building a big new boiler, house. Work will probably com- 
mence next autumn. * p ne dle Lor 
^Workmen's Shares in M о. The ‘Rhenish- 
Westphalian Electricity Works Co.» which is a joint private 
and municipal undertaking of Essen. is to raise ite share 
capital by 400 millions to 550 millions of marks for the pur. 
pose, among other matters, of increasing the community 0 
interests existing between the company and «certain homite 
and'coal mines. Out of the total issue 325.300 rogistered 
shares for 95,000.000 marks are to be offered to the com- 
piny’s workmen in order ‘‘ to make à practical attempt fur- 


ther to interest these circles in the undertaking.” | 

to a total of 30.000 
Franice, for plans for 
utilising the waters of the River Doub; which runs throu: 
the citv, by means of a water-power generatimg station. Par- 
ticulars may be obtained of the Mairie (town | council). 


* Provincial Electriciteits- 


French Competition.—Four prizes 
fr.. are offered by the city of Besancon. 
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German Trade. Activity in- China.—lInformation contained 
in the Intelligence Report for Changsha shows that German 
firms are,re-opening апа „аге making a keen bid for the re- 
covery: of. thein old footing ‚іп the trade of Hunan. Several 
German dye and electrical agencies have been started, and 
Germans. are ‚ busily . seeking . financial support from the 
United States... . 

Carlowitz & Co. have re-opened premises ur the Russian 
Coneession,. and have a large advertisement in the Chinese 

papers to the effect that the following agencies are held :?' Fried 
Krupp (steel and machinery), Ludwig Loewe. (machinery), 
Lang’ (railway materials), Schule (flour and rice milling 
machinery), Garbe Lahmever & Co. (electrical supplies), 
Agfa (photographic. chemicals), Henschel (locomotives), 

iss. (telescopes and school- instruments), Pohlig (tele- 
graphic and railway materials), Wanderer (motors and cycle), 
Deutsche Sprengstoff (mining explosives), Becker and 
Pieantor..(stamping, weaving and mining machinery), 
Krause (printing machinery).—British Chamber of Commerce 
Journal (Shanghai). 


Railways and Road Transport.—The Federation of ‘British 


Industries has issued. a memorandum in reply to the state- 


ment issued recently by the L. & N.W. Railway group sup- 
porting its claim for powers to run road tri ansport inde- 
pendently of the railways. The trading community is appre- 
hensive of. the ultimate results of these powers, fearing that 
they, may lead. to complete monopoly. , In any case it is con- 
sidered that existing road transport concerns are not ade- 
quately protected in the Bill which the railway companies 
are promoting, 


The Brussels Fair.—We have received from the Мама. 


pality of Brussels copies of a small leaflet inviting manufac- `' 


turers fo exhibit at the Fair which is to be held from April 3rd 
to 19th at the Pare du Cinquantenaire. 


Scottish Electricians’ Wages.—The Scottish. Electrical 
Contractors’ Association has offered to stabilise wages until 
the end of the year at the present rate of 15. 74d. per hour. 
The branches of the . Electrical Trades Union have voted in 
favour of acceptance. The Union Executive will ratify the 
agreement accordingly. Over 2,000 men аге involved. 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks in 
respect -of goods and productions connected with the electrical 
trades and industries.: Those who desire to enter an opposi- 
tion to any of the applications have one month in which to 
do so from the date given below : | 

Rotiloc.' "No. 417,002. Class -13.— Electric switches and 
fuses. Parmiter, Hope & Sugden, Ltd., Hulme Electrical 
Works, Ellesmere. Street, Hulme, Manchester. — March 5th, 
193. d^ 

Watic. No. 421,175. ‘Electrical goods in Class: 16.—Laur- 
ence. Maxwell Waterhouse, trading. as the Г. M: Waterhouse 


Eleetric Co., 19, Rathbone Place, Oxtord Street, London, W. 
March 15th, 1922, 

Airolite.. No. 431,504: Class 16.—Windmill-driven. electri- 
city generating. plants. Telford, Grier & Mackay, Ltd., 15, 
Billiter Street, London, E.C. 15/3/22. - 

Pasolite. No. 421,420. Class 13.—Electric and other lamps 
and. electric switches. J. W. Pickavant & Co., Ltd., Quikko 


Works, Lombard: Street, Birmingham. March 22nd, 1922. 


South African Tariff.—The South African Customs 
authorities have recently given a decision to the effect that 
"automatic extension reels for electric lamps " are to be 
classified under No. 114b of the tariff, the duty being 3 per 
cent. in the case of foreign manufactures, British productions 
being admitted free cf duty. 


Copper and. Lead Prices.—Messrs. F. Ѕмітн & Co. report 
March 23th : :—Copper (electrolytic) bars, £65 15s, 35s. de- 
crease ; ditto ditto sheet, no change; ditto ditto wire rods, 
£75 15s., 35s. decrease; ditto ditto h.c. wire, 9 13/16d., 3/16d. 
to $d.. decrease : silicium bronze wire, 1s. 14d., 4d. decrease. 
Messrs. JAMES. & SHAKESPEARE report March 29th : :—Oopper 
bars (best selected), sheet and rods, no change; English pig 
lead, £28 5s., 106, increase. 


^ 


New Belgian. Company.—J TM re has bee n formed at Brus- 
wl the Compaginie Générale. Industrielle. Belgo-Polonatse for 
the manufacture of, and trade in, high- and low-tension electric 
conductors, hard and soft rubber for various uses, &є. The 
capital of the company 1s 250,000 fr. 


Belgian Electrical Exhibition.—An exhibition of agricul- 
tural, commercial, and household appliances worked : electri- 
cally is being arranged by the Soci^t^ des Agriculteurs de 
l'Oise and the city of Compiègne for the period June 17th to 
2th. “It will be held cn'the borders of the devastated regions 
and in the centre of an important group of electricity under- 
тї. and hence will assume more than ordimary dimensions. 
Further particulars may be obtained from the Directeur des 
Services Agricoles de l'Oise at Beauvais. 


Welsh National Exhibition ‘Postponed. „Гы Secretary of 
the Welsh National. Exhibition announced on March 22nd 
that ‘circumstances had. arisen which made it’ necessary to 
Хоре the exhibition, which was to have been -held ‘at 
Cardiff from May to October next, until May-October, 1923. 


Australian’ Patent Law.—In the Board of Trade Journal for 
March 23га 4% i$ announced ВЕ a copy of the’ Common- 
wealth Patents Act,’ 1021, 1n&v' пол Бе “seen ‘in’ the Patent 
Otfiee- Library:- The Act was passed om Décember t5th, and: 
provides for the extension of the tenn of patents from: 14 to 
16 years, for the prolongation of the term of a patent where 
loss. or. damagehas been caused by the war, апа. for other 
amendments of: the principal Act. м. i 


The International Building Trades Exhibiticn.— he 13th 
International Building ‘Trades Exhibition will be held at 
Olympia from April lith to 27th. It will be opened by Mr. 
Paul’ Waterhouse, M.A., President of the Royal Institute of 
British Architects. | 

Book Notices.—Yeur Book and Export Register of the 
Federation of British Industries, 1922. London: Industrial 
Publicity Service, Ltd.- 255. post free.—This is a volume of 
considerable thickness, and it is divided into four main sec- 
tions. ‘The first gives a general survey of the scope and 
activities of the Federation of British Industries; particulars 
of the qualification for, and advantages derived from, member- 
ship; list of members of the Grand Council and Executive 
Committee; the grouping system; the Home Department; 
and the Overseas Department. In section II the manufac- 
tures and products of F.B.1. firms and = associations are 
arranged alphabetically, with the names and addresses. of the 
firms at home and overseas. Section IL] gives an alphabe tical 
list of firms, together with a brief description of their business, 
head offices and works..cable addresses, also а list of associa- 
tions that are members, with æ statement of their objects, also 
lists of members of these Associations, such as the B.E. А.М.А.. 
the Cable Makers’ Association, &c. Section ТҮ, consists. of 
340 pages of members’ advertise iments, amplifying the informa - 
tion given in the other séctions. 

Model Questions and Answers cn the Thermionic Valve,’ 
by C. Jonés: 44 pp., illustrated. Glasgow: J. Munro & Co., 
Ltd. Price 2s. 6d. net 

The Bulletin of the Hydro-Electrie Ais Commission of 
Ontario. Vol NI, No.?l. Toronto: “The Commission.—This 
Issue gives an account of the opening of the Queenston- Chip- 
pawa Development, and inc hides an article on ** Service," as 
well as technical notes. 7 

‘Science Abstracts A. & В.” Vol XXV, No. 290. Part 2 
February Bth, 1922. Price 2s. P. each, and Indices to Vol. 
XXIV, sections A & B. Price 2s. 6d. London: E. & ЕХ 
Spon, Ltd. 

Journal of the American Institute of Electrical Engineers. 
Vol. XIA, No: 3. March; 1922. New York: The Institute. 
Price $1; | 


A Birmingham .Exhibition.—The accompanying photo- 
graph gives a view of the stand. of the Birmingham Cor- 
poration Electric Supply Department at the National Trades 
Exhibition, which remains open at Bingley Hall in that city 
until May 13th. The stand contains many ex xamples of the 
latest applications of electricity to. domestic uses, and is there- 
fore of special interest to the numerous purchasers of houses 
and to architects and builders who have, at the present time, 
housing schemes in hand. There is a very large selection of 
tible lamps, bronze fittings with ornamental shades. bowl fit- 
tings, fittings with rays to barmenixe with different colour 


schemes, lanterns for shop Hghting and signs, also an up-to- 


BIRMINGHAM , EzzerBic | SUPPLY DEPARTMENT STAND. 

date variety of eleetric-radiators, fires, ovens, grills, hot plates, 
toasters, kettles, -saucepans,. irons, fans, water heaters and 
vacuum cleaners. The exhibits also include medical violet-ray 
apparatus, electric drills. electric blower: for blacksmiths’ 
hearths, “ Fors "" batteries, high-tension insulators, ‘‘ Kaleeco ”’ 
cables, specimens of various grades of cable, and a board show- 
ing different svstems of wiring. The apparatus has been 
loaned by the British Thomson-Houston Co.; Ltd., Callender's 
Cable and Construction Go.. Ltd., General. Electric Co., Ltd.. 
and the Metropolitan-Vickers Electrical. Co., Ltd., and the 
stand is being visited by large numbers of people every day, 


Г Ati ~N и м г МА 4 u ] | F 
JIQIUIZEQ DY AA O? V ^X 


448 


THE ELECTRICAL REVIEW. 


[Vol 90. No. 2,314, Marcu 31, 1922, 


Cranes, &c.,. for Canada.—The Department of Overseas 
Trade states that H.M. Trade Commissioner at Winnipeg 
reports that a Western Canadian firm requires particulars of 
electric cranes and other loading and unloading equipment 
for docks. Full details may be obtained from the depart- 
ment. a 

Patent Restoration.—An order has been made restoring 
patent No. 128,316, of 1917, granted. to G. N. Autonoff for 
" Inprovements relating to electric batteries." — 

For Sale.—lhe Marshal of the Admiralty Prize Court is 
inviting offers for 24 cases of hard fibre sheets, rods and 
tubes ex Stanja. Particulars from Messrs. Hale & Son, 10, 
eee Avenue, B.C. (See our advertisement pages to- 

ay.) 

Australian Works Closed.—The Financial Times reports 
that the new works of John Lysaght, Ltd., which 
opened at Newcastle, Australia, on April 4th last year, have 
been closed down owing to the high cost of production, and 
800 men from Newport and Bristol have been thrown out of 
employment. It is stated that the works were unable to 
CIE with the imported article—galvanised iron and black 
sheets. 


LIGHTING AND POWER NOTES. 


Abercynon.—Exectricity ScbrLy.— The Mountain Ash Urban 
District Council has decided to introduce electric lighting in 
the Abercynon area. Negotiations have been entered into 
with the Merthyr Electrical. Co. for a supply of electricity. 
Failing a satisfactory. arrangement, the Council proposes to 
apply for sanction to install its own plant. 

Ashford (Kent).—APPLICATION FOR OnpER.—The Urban 
Council has decided to apply for a Special Order for electric 
lighting. PUR 

Australia.—Tasmania.—Acccrding to the Board of Trade 
Journal, in the course of his recent introduction of hydro- 
electric Works proposals in the Tasmanian House of Represen- 
tatives, the Minister for Works stated that prior to making his 
1919 statement the chief engineer and general manager cf 
the Department had complete estimates prepared by the engi- 
neering officers of the Department on the basis cf previous 
costs, in which it was shown that £2,500,009 would be re- 
quired to complete the Great Lake Scheme to the stage when 
20,000 h.p. could be delivered at Risdon, 10,000 h.p. at Elec- 
tropa, 3,000 h.p. at Launceston, and 6,000 h.p. at Hobart, 
leaving 8,200 h.p. as spare, thus making a total of 57,200 h.p. 
delivered at the coast. Included in this estimate was a pre- 
liminary estimate of £350,000 for the Upper Shannon portion 
of the scheme, leaving un estimate for the net Waddamana 
scheme of £2,250,000. The revised estimate for this work 
shows that this figure will be exceeded by 25 per cent.; that 
is to say, it Will now be £2,509,000. The amount already voted 
for the Great Lake scheme to date amounts to £1,977,500. The 
suni of £820,000 is being asked for this financial year to com- 
plete the Waddamana development. When the Waddamana 
power station is completed, and the new lines to Launceston 
and Risdon are finished, as they will be in August, the De- 
partment will be in a position to supply the Electrolytic Zinc 
Со. with 30,000 h.p., the Carbide Co. with 5,000 h.p., Laun- 
ceston with 3.000 h.p., and the whole of the Derwent Valley, 
from and including Electrona, the Hobart district, Claremont, 
and New Norfolk, with all the power that may be required 
for the general public supply, and be able to connect to the 
system ап additional 8,000 h.p. over the initial demand at 
any point at which it may be required. 

Axminster.— ELECTRICITY  ScpPPLY.— Messrs. Johnson and 
Phillips, Ltd., having been informed of à proposal to launch an 
electric lighting scheme in Axminster, have approached the 
clerk to the Urban District. Council, stating that the cost of 
such ап installation would be £5,000.. The Council has de- 
cided to offer no opposition to the scheme. 


Bedwellty.—[.oax.—The Council has decided to apply for a 
loan of £7,000 for extensions to the electricity undertaking. 


Bedworth.—Street  PiGHTING.—The Parish Council has 
secepted. the tender of the Leicestershire and Warwickshire 


‘Tilectric Laight and Power, Co. for public lighting for three 


yeurs at £4 2s. 6d. per lamp. 
PLANT.—The second 
at the electricity 


Bradford.—Nrw 
generator installed 
started last week. 

Brighton.—NrEw Praxt.—Owing to the increasing demand 
for electricity, the Electricity Committee has recommended 
that alterations and improvements to the plant at the power 
station be made at a cost of approximately £105,000, with 
an initial outlay of £85,000. It 4s proposed to install a new 
6,000-KW turbo-alternator and a 4.000-kW turbo-generator at 
an estimated cost of £42.000, and it is recommended that appli- 
eation be made to the Electricity Commissioners for sanction 
to borrow that amount. 

Cardiff.—Disciaimer.—The City electrical engineer (Mr. 
C. G. Morley New) states that. the. Special. Order recently 
granted to the districts of Risca, Mynddislyn, and Bedwas does 
not concern the Cardiff Corporation. 
for the scheme are Messrs. Arthur Ellis & Partners. 


b TŘ, 


t2,000-k W 
works was 


turbo- 
formally 


were . 


The consulting engineers | 
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Continental. — Finuaxp. — Hufrvudstadsbladet is informed 
that the Finnish Governinent has entered into negotiations 
with. a Belgian company, which is the owner of the Vallin- 
koski Falls, for co-operation as regards exploitation of the 
water power of the river Vuoksen, including the famous 
Imatra rapids. It is understood that the Belgian company 
will grant the Finnish State a loan of about ten ооп 
dollars. At present only about 14,000 h.p. is being utilised, 
while, according to the scheme adopted by the Government, 
an initial power of over 100.000 turbine h.p. would be ob. 
tained.—Reuter, 

FRaNcCE.—Lhe Compagnie des Forces motrices de la Basse 
Grosne (Seine et Loire) has applied for a concession to dis- 
tribute electrical energy in the communes of Lux, Saint-Loup 
de Varenne, and Cevré. The Seyssel group of communes in. 
the Ain department has received authority to construct and 
work an electric supply network for its district. ‘Ihe com- 
munal authority of Utell (Alpes Maritimes) has secured a 
concession for an electric distribution network. 

In order to meet the increasing demand for electricity in 
the Rouen district, the Compagnie. Centrale d'Energie Elec- 
trique is extending the Grand Quevilly power station by the 
addition of two turbo-alternating sets cf 1,000-kKW > capacity. 

SWITZERLAND.—According to The Times, a new cable has 

recently been completed between Monthey (Valais) and 
Forclaz (Vaud). It is connected with the Friburg cables on 
one side and with the Monthey-Brigue cable on the other. 
The latter conveys electrical power of 45,000 h.p., and the 
surplus energy can thus be diverted over the Alps to the Fri- 
burg and Berne cables. The Monthey-Forclaz cable is the 
last of the four connecting the power stations on the south 
side of the Alps with those on the northern side. 
• Spatn.—The Sociedad Fuerzas Motrices del Valle de Lecrin 
was formed in July last by the Tranvias y Ferrocariles elec- 
tricos de Granada with the object of developing the waterfalls 
in the Valley of Leerin for traction, lighting. irrigation, and 
industrial purposes. The first waterfall to be developed will 
be one on the River Durcal, of 4,000 h.p. capacity; the electri- 
city generated will supply the stretch of country. between 
Granada, Malaga, und Almeria. The company has already se- 
cured buyers for the whole of its anticipated output, and the 
works are expected to be finished by the autumn. 


Corwen.—WaTER POWER SCHEME.—Colonel R. Vaughan 
Wynn has submitted to the ratepayers a scheme for supply- 
ing the town with electricity. It is proposed to utilise the 
Cynwyd Waterfalls, about two miles away. 


Eston.— ELECTRICITY $trerLy.—The Urban District Council 
has decided, in face of much opposition, to proceed with an 
extensive electric lighting scheme. | 


Inverness.—HyDRO-ELECTRIC ScHEME.—At a meeting of the 
Town Council on March 17, the hvdro-clectric sehere was 
again discussed. It was stated that Sir W. G. Armstrong, 
Whitworth & Co., Ltd., were prepared to guarantee deben- 
tures to the extent of £130,000, but a further £100,000 would 
be required. The firm advised the postponement of further 
consideration of the scheme until November next, when the 
results of a further survey would be available. In reply to 
questions, it was stated that the scheme would be designed 
for an annual output of 1,425,000 units, and the price of energy 
would be about 6d, per unit for lighting and 2d. for power. 
А sum of £642 had already been spent in connection with 
the scheme. Treasurer Young said that a specific understand- 
ing with Sir W. G. Armstrong, Whitworth & Co. should be 
arrived at, and on his proposal the engineer was directed to 
submit a complete statement of the outlay up to date. 


Leyton.—Propvosep StB-station.—The Urban District Coun- 
cil has received a letter from the Electricity Commissioners in 
regard to the application of the Council for sanction to borrow 
£31,454 for the erection of an electricity sub-station and for 
the provision of mains, plant, &c., for supply of electricity to 
the London County Council tramways, asking for a сору of 
the draft agreement with the Londen County Council and a 
detailed estimate of the financial result of the proposed expendi- 
ture. The Council has instructed the electrical engineer to 
prepare a statement. 


Long Ashton.—Street lacGuTING.—The Parish Council his 
under considera tion ап offer from the North Somerset Electric 
laghting Co. to light the village with electricity. 


Newton Abbot.—EXTENSION OF Time.—The Urban District 
Council is applying to the Minister of Transport for an exten- | 


© sien of time until July 28rd, 1923, within which time the Coun- 
“cil may give notice to the Urban Eleetrie Supply Co. under 


the Newton Abbot Electric Light Order, 1899. 


Preston.—OrDER APPROVED.—The Corporation Electricity 
Order. 1922, has received the approval of both Houses of 
Parliament. 

Loax.—The Town Council has decided to apply to the Elec- 
tricity Commissioners for sanction to borrow £9305.000 for the 
purchase of the undertaking of the National Electric Supply 
Co.. Ltd.. in pursuance of an agreement made on March gth. 
1921, and for the necessary expenses in connection therewith. 


Price Reductions.—Reductions in the charges for electri- 
city are to be made in the following districts :—Bedford, Dub- . 
lin, and Hovlake. : Ў 
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Swansea.— PROPOSED EXTENSIONS POSTPONED.—A canvass of 
the residents at the Mumbles has been taken, and the result 
shows an estimated revenue of £1,750. The cost of extending 
the mains to Ovstermouth and the erection of a sub-station is 
timated at £16,000. The Council has decided that as the 
result of the canvass is unsatisfactory, the matter be deferred 
for three months. . 


Skipton.—Bci_k SuPPLY.—The Council has accepted the ten- 
der ої the Western Electric Co., Ltd., for the supply and 
laving of cables, at a cost of £7,565, for a supply of electricity 
in bulk from Keighley. 

Teigomouth.—ELecTRIcITY SCHEME.—The scheme for supply- 
ing the district with electricity is nearing completion. A con- 
tract for the mains has been placed for the first 14 miles of 
streets In the town, and it is anticipated that the Electric 
Lighting Co. will be in a position to supply electrical energy 
to consumers within three months. 

Trelewis.— ELECTRICITY IN BUürk.—Negotiations for a bulk 
apply of electricity from the South Wales Power Co. for the 
izhting of Trelewis and district have been completed by the 
local Council. 


TRAMWAY AND RAILWAY NOTEB». 


Canada. — HypbRo-ELrcrmic  '" RapiaLs." — The Electrical 
News (Loronto) has published some criticisms by Sir Adam 
Beck, chairman ої the Hydro-Electric Power Commission of 
Ontario, upon the report of the Sutherland Committee ap- 
pointed to examine the proposals to construct hydro-electric 
radials (t.e., electricallv-operated railways) in the province of 
Ontario. The Commission's report was inimical to the 
«heme, but Sir Adam states that its conclusions were based 
on inadequate information secured from witnesses who had 
only cursorily studied the proposals. He shows that the esti- 
mates of traffic possibilities put forward by one witness 
alowed for only one-tenth the volume of traffic upon radials 
already in operation in sunilar districts. In the matter of 
operating. costs, Sir Adam Beck charges the Commission with 
having based its figures on statistics for 1919 and 1920, two 
abnormal years. In conclusion, Sir Adam states that whereas 
the Hydro-Electric Power Commission's investigations were 
carried out by experts, the Sutherland Comunission discloses 
inconsistency and inaccuracy, . 

Continental.— Nor way.—The Board of Trade Journal states 
that according to the recent Report on the Industrial and 
Economie Conditions in Norway, the electrification of the 
railway line from Christiania to Drammen is nearing com- 
petion, and it is hoped that it will be possible to open the 
ction Christinnia-Asker (about 26 kin.) shortly. Work is 
proceeding upcn the electrification of the Ofot railway (from 
Narvik to the Swedish border). The question of the electrif- 
tation of other sections of railway is still under consideration. 


Japan.—lokio.—The first. railless electric car is expected 
{б be in operation by the end cf April. The car will have 
no conductor, the passengers paving their fares at the ex- 
change othces at stations. 


Sunderland.—Strike.—The Ministry of Labour recently 
"led a conference between the management and represen- 
апхеѕ of the emploves of the District Tramways with a view 
t6 ending the strike which has been in operation for over a 
month past. The manager made several alternative sugges- 
tons, but all were rejected by the men, and the strike eon- 
tinues without any nnmediate prospect of settlement. The sug- 
"stion has been made that the local authorities in the district 
should take over the undertaking. 


Uruguay.—MoNTEvibEo.—Despite formal protest by the 
Kritsh Foreign. Office, the Municipality of Montevideo con- 
tnues forcibly to control the funds of the British tramwav 
слпрапу in that city. The municipality has extracted a fur- 
ther sum froin the company’s coffers to pay the increase in 
wages in respect of the first fortnight in March. In the House 
of Conmons the Under-Secretary for Foreign Affairs stated 
that H.M. Government had protested against this arbitrary 
Appropriation of British moneys. Although the Uruguayan 
Chambers recently resumed their sitting, the grant of pennis- 
n to raise the fares is still withheld. Meanwhile the coni- 
апу is taking legal action against the municipality. 


TELEGRAPH AND TELEPHONE NOTES. 


Australia.—Sypney.—The Postal Department has intro- 
duced the Murray multiplex system, combined with Baudot 
Printers, mto the Sydney telegraph offices for communication 
nes The system is to be extended to Brisbane 
“ПОТ. 

А large scheme of automatic telephone exchanges is in hand. 
t 1 proposed to erect a new exchange in South Sydney at a 
total cost of £363,940; one at East Sydney costing £195,880; 
and also three smaller exchanges. | | 


Canada.—WiNNiPEG.— The Electrical News (Toronto) says 
that the Manitoba Telephone System has placed contracts for 
the conversion of two of the Winnipeg exchanges to auto- 
matic working. Ге Fort Rouge exchange is to be equipped 
by the Northern Electric Co., and Messrs. Siemens Bros., of 
Woolwich, have secured the contract for the St. John’s ex- 
change. Some 12,000 lines are involved, comprising two-thirds 
of the city's system. | 

Private Competition Forbidden.—.\ prominent officer 
connected with the Norwegian telegraph service states 
that, as the Government has a monopoly of the telegraph and 
telephone in Norway, it cannot allow private companies їо; 
establish a wireless telephone service to England in competi- 
tion with the telegraph.—leuter. | 

Siberia. — TELEGRAPH = TRAFFIC.—Trans-Siberian telegraph 
traffic has now been opened. One message from Europe 
to Peking took twenty minutes, the regular commercial mes- 
sages to Europe from Tientsin taking one hour and twenty 
ininutes.—Reuter (Peking). 

The Telephone Service.—Nxrw CABLE To NORTHERN IRELAND. 
—A new submarine cable has been laid between Port Mora, 
Scotland, and Port Patrick, Donaghadee, a distance of 254 _ 
geographical miles, and will shortly be put into service. This 
will provide two additional trunk circuits between Glasgow 
and Belfast. Continuous loading has been employed in this 
cable, and in addition to the two physical circuits, arrange- 
ments have been made for the superposition of a third ,a 
'" phantom " circuit. 

wireless Telegraphy.—EMvriRE Press Unton’s RESOLUTION. 
—At a recent meeting of the Council of the Empire Press 
Union, at which the President, Viscount Burnham, was pre- 
sent, a resolution was adopted urging upon the Government 
the necessity for improved telegraphic communications within 
the Empire, and advocating the carrying out of an Imperial 
wireless chain, which would meet with general approval from 
the Dominions immediately. 

THE " WATCHER " SysrEM.—Strong protest against the con- 
tinuance of the employment of wireless watchers has been 
made by the Association of Wireless Telegraphists, which 
alleges that the system is dangerous and inefficient. The 
Board of Trade Committee investigating the subject has noct 
yet reported, although it has been sitting for some time. 

Kenya CoLoNY.—AÀ start has been made on the Kenya 
Colony link in the Imperial wireless chain, and two experts, 
Commander Watson, R.N., and Major Ward, R.M.A., have 
arrived in Nairobi to institute preliminary investigations and 
tests as to the physical conditions prevailing m the country. 
A small test plant has already been erected on the proposed site 
at Thika, a stnall township about thirty miles from Nairobi, 
but it is believed that at least two vears must elapse before 
active operations are commenced.—AMorning Post. 

EXHIBITION IN Rome.—An exhibition of wireless telegraphy 
will be held shortly in Rome. Eighteen firins engaged in the 
manufacture of this class of apparatus will be represented, and 
different types of instruments, including the latest develop- 
ments, will be shown working. — Within the next few years 
this means of communication will undoubtedly be largely ex- 
tended in [taly.—Times Trade Supplement. 

CHILE.—The Board of Trade Journal states that the Chilean 
naval authorities are instituting a wireless zone in the southern 
territories of the country for navigational purposes. The zone 
will contain eight stations; three of these are already working, 
but lack of funds has retarded the equipment of the others. 

AUSTRALIAN WIRELESS AGREEMENT.—Mr. Hughes, the Com- 
monwealth Prime Minister, speaking at Melbourne on March 
24th, said that the Parlimentary Committee, charged with 
the examination of the draft wireless agreement for the pur- 
pose of maintaining direct communication with Great Britain. 
had recommended certain alterations in the agreement. These 
alterations were designed, the Premier said, to strengthen the 
position of the Government. The Cabinet has agreed to the 
aruendments, and the agreement will be signed and will take: 
effect forthwith.—Reuter (Melbourne). 

The agreement provides that the Government shall always 
hold a majority of the shares of the contracting company. 
That the company must not enter any combine, but remain 
an independent British business, and that the company must 
vive preference to Australian goods and fo returned: soldiers. 
The proposed wireless rates are: full rate, 2s. a word; de- 
ferred, 1&.; week-end, 6d.; Press. od.: deferred, 3d. - Reuter. 

An. Exchange telegram states that the Commonwealth will 
subseribe £500,001. The company takes over the existing 
Australian radio stations, and three high-power stations are 
to be erected within two vears in Britain, Australia, and 
Canada, to provide direct communication, also feeder stations 
to connect capital cities. 

A New SwkEkbisH Station.—It is reported from Stockholm 
that plans for a new great wireless station in Sweden have 
now been completed. and that these, together with an offer 
made by the Radio Corporation of the United States, have been 
placed before Parliament for consideration. 

SWITZERLAND.—According to the Wiener Zeitung, a Marconi 
company has been formed in Switzerland which will take over 
the wireless traffic between that country and the outside 
world. The capital of the company is 18 million Swiss francs 
in 500 fr. shares. The eempany will be worked on a mixed 
system, whereby the State will become a shareholder. taking 
3 considerable part of the gross receipts and half the net profits 
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over 8 per cent. The promoters are, besides the Marconi Co. 
of London, a Swiss group under the leadership of the Swiss 
Dispatch Agency and another group dominated by the Swiss 
Bankverein. ; 


Wireless Telegraphy.—SovrTH Arrica.—The Government of 
the Union intends to establish a wireless station for the 
purpose of inaugurating an adequate service with other 
countries, and is considering several schemes with this end in 
View. - 

An international wireless telegraph conference was opened 
at Cannes on Tuesday last, with Signor Marconi as president. 
--Heuter. 


Wireless Telephony.—Catrs FROM AEROPLANES.— The. Daily 
Mail states that a regular commercial wireless telephone ser- 
vice—the first of its kind—is to be put into operation in the 
next few weeks linking up the eross-Channel aeroplanes direct 
with the offices of telephone subscribers in London. Recog- 
nition of this service аз a regular public telephone call system 
is to be given by the General Post Office. 

The necessary apparatus is being installed at the Tondon 
Air Station at Crovdon, and the general idea is that each aero- 
plane passenger, while crossing the Channel, will be allowed 
two wireless telephone calls per Journey. He will be able to 
call up and speak direct. to his office in London; or it will be 
о for him to be called up direct from his office in 
amdon. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice '' appeared.) 


OPEN. 


' Ashton-under-Lyne.—April 12th. Electricity Department. 
sight 6,600-V equipments. (March 94th.) 


Australia.—MELBOURNE.—May llth. | Victorian Electricity 
Commissioners. | 900 miles of aluminium steel-cored cable; 
3.000 lb. flat armoured wire; 4,000 lb. No. 4 бе wire.—Reuter's 
Trade Service (Melbourne). 

July 5th. Victorian Railways. 
truck with jib crane and lifting 
Service (Melbourne). 

BnisBANF.—April 25th. Met. Water Supply and Sewerage 
Board. Electrical equipment pumps, transmission line, &c. 
(See this column in our last issue.) 


Bedford.—April 5th. Electricity Department. — E.h.p., 
h.p., and l.p. underground cables for 12 months. (March 24th) 


One 9-ton storage battery 
magnet.—Reuter’s Trade 


Belgium.—Municipal Authorities of Rhisne (Province of 
Namur). Establishment of a system of electricity supply 
mains jn the town. 

April 7th. The Brussels Municipal Authorities. Cables and 
accessories required in connection with the electricity supply 
undertaking up to the end of the present vear (102,000 metres 
armoured cable). Particulars for 2 fr. from the Service d'Elec- 
tricite; 11, Rue Sainte-Catherine, Brussels. 

Mav 10th. The Société Nationale des Chemins de Fer 
Vicinaux, 14, Rue de Ja Science, Brussels. Supply and lav- 
ing of armoured underground cables and special returns for 
feeding the lines in the North Antwerp group of local rail- 
wavs. Particulars may be obtained for 3 fr. from the above 
address. 


-Birmingham.—April ‘th. Electric Supply Department. 
Electric motors ranging from 4 b.h.p. to 15 b.h.p. (approximate 
number required 100). (See this issue.) 


Douglas (Isle of Man).—.\pril 10th. Corporation. Six 
miles l.p., three-core, lead-covered cable, distribution pillars, 
service inaterial, meters, &c. (March 94th.) 


Dundee.—Apri 9th. Electricity Department. One 12- 
panel d.c. switehboard, four 3.000-amp. а.е. circuit-breaker 
panels, and three starting panels for rotaries.. (March 24th.) 


Edinburgh.—^pril 10th. Electricity Supply Department. 
Coal for six or twelve months. Forms from Engineer. 

April 4th. Tramways Department. One 5-cwt. pneumatic 
power hannner, with electric motor and starter. Particulars 
from tramway manager. 


Falmouth.—Trustees of the Weslev Church. 


| : Designs and 
estimates for electric lighting installation, 


(See this issue.) 


Hornsey.— Apri! 20th. 
ing tower. (See this issue.) 


India.—April 7th. Inert clectric cells, Leclanché cells and 
spare parts. (March.24th.) | 

London.—\WanpswortrH.—April i2th. Board of Guardians. 
Tustallation. of electric lighting and fre alarms at. the 
Swaffield Road Schools. (March 24th.) 

STEPNEY.—April 20th. Electricite Supply 
Three 1,000-KW converting plants and one 50-ton electrically- 
driven overhead gantry crane. (See this issue.) 


Electricity Department. One cool- 


Department. 


Loughborough.—April 14th. Electricity 
E.h.p. switchgear, and extensions to d.c. switchgear. 
21th.) 

Rhondda.—^Jpril 12th. U.D.C. Wiring and E.L. fixtures 
for 42 houses at Penygraig. Specifications (21s.) from the 
manager, Electricity Works, Porth. 

Walthamstow. — April 12th. — Electricity Department. 
E.h.p. feeder cable and Lp. distributor and publie. lightine 
cables. (March 24th.) 

Warrington.— April 13th. \ 
and l.p. paper and lead covered cable. (See this issue.) 


Wolverhampton.—April 1?th. Board of Guardians. 
Electric lighting installation at the Institution, Heath Town. 


Department. 
(March 


Electricity Department. H. 


(March 24th.) 


CLOSED. 


Belgium.—lijht Belgian firms competed for the Ghent 
municipal contract for four electric cranes for the Port of 
Ghent; the prices ranged from 135,000 fr. to 249,875 fr., the 
lowest offer being that of the Société Metallurgique-Elec- 
trique, of Brussels. 

Three concerns—including one from | Czecho-Slovakia—suh- 
mitted tenders to the Belgian Post and Telegraph authorities 
in Brussels for the supply and laying of telephone cables in 
the Antwerp district. The lowest quotation (620,009 fr.) was 
that of M. E. Janssens, of Schaerbeek, Brussels. 


Portsmouth.—Board of Guardians. 
Electrical fittingss.—Mr. J. Southey. 


Accepted :— 


Skipton.—l-lectricitv Committee. 

Supply and laying cables for bulk supply from Keighley, £7,865, conli- 
tional on their pating not less than district: standard rate for labour; 
to their employing not less than 90 per cent. of labour requie 
from amongst Skipton unemploved; and, to the free omaintenare: 
clause in the specification being extended for a period of five years 
from the completion of the work.—Western Electric Co.. Ltd. 


W akefield.— Education Committee. Accepted:— 
Alterations to Thornes House, electrical work.—Mr. W. Robb. 


FORTHCOMING EVENTS. 


~ 


Royal institution of Qreat Britain.—Saturday, April lst. At Albemarle 
Street, W. At 3 pm. Lecture on “ Radio-Activity,” by Sir Ernest 
Rutherford, F.R.S. (Lecture V.). | 

Friday, April 7th, At 9 p.m. Lecture on “ The Evolution of the El-- 
ments," by Sir Ernest Rutherford, F.R.S. 

Ohief Technical Assistants’ Association.—S:aturday, April Ist. Ат Ander- 
ton's Hotel, Fleet. Street, К.С, At 3 p.m. Paper on "! Electric Wehicies.” 
by Mr. J. D. Sparks. 

Saturday, April 8th. At the Engineers’ Club. 
dinner. 

Society of Engineers.— Monday, April 3rd. At Burlington House, Piccadilly, 
W. At 5.30 pame Paper on * Fractures in Concrete," by Mr. Н. Benthien.. 

British Electrical Development Association.—Mondiy, April 3rd. At th 
Farmers’ Club, 2, Whitehall Court, S.W}. At 4 p.m. Paper on "* Elw- 
tric Power as an Aid to Agriculture," by Mr. R. Восак Matthews. 

Roentgen Society.—fuecsdas, April th. At the Institution of Electric i 
Engineers, Victoria Embankment, W.C. At 8.15 pam. Ordinary scient. 
meeting. a 

Dynamicables.— Tuesday, April 4th. At the Trocadero Resicurant, Piecadills. 
Anniversary dinner, 

Institution of Oivil Engineere.—Tuesdav. April fh. At the Institution, 
Great George Street, S.W. At 6 pam, Paper on '* Corrosion of Ferrous 
Metals," by Sir R. A. Hadfield, Bart., F.R.S. 

Institute of Cost and Works Accountante.—Wednesday, April эһ. Ar th: 
Institute of Patent Agents. At 7 pm. Paper on ** Debatable Points аг 
Works Accountancy," by Mr. R. J. Н. Ryall. 

(Birmingham and District Branch).— Friday, April 7th. At the 
Chamber of Commerce, New Street. At 7.30 p.m. Paper on ** The. Fum. 
tion of Works Accountancy, by Mr. J. А. Lacey. 

Chemical Society.— Thursday, April 6th. At Rurlington House, W. At * 

| pam. Ordinary meeting. Е 

Beifast Association of Engineers.— Thursday, April 6th. At the Municip d 
College of Technology. Annual general meeting. 

Institution of Electrical Engineers.—Vhursday, April 6th. At the Institu- 
tion, Victoria Embankment. At 6 pam. Adjourned discussion on Mr. 
R. Borlase Matthews's paper on © Applications of Electricity to Agri ul- 
ture.” 

(North-Western Oentre).— Tuesday. April) 4th. At the Vnurineec s’ 
Club, Manchester. At 7 p.m. Paper on." Protective Apparatus for Turbe- 
alternators” by Mr. J. A. Kuyser. | 

(Western Centre).— Monday, April 3rd. At Swanson Ordinary met 
ing. 

(South-Midland Oentre).— V edaesdav, April mh. At the Universits, 
Birmingham. At 7 p.m. Ordinary meeting. 

(South-Midiand Centre, Students’ Section). — Ги: лух April &h. V 
the Grand Hotel, Birmingham. At 7.30 p.m. Lantern. lecture, With 
the Wireless Signals Co., R.E., in East Africa, 116-1918," by Mr. J. А. 
Cooper. 

(Wireless Section). — Wednesday, April oth, M the Enstitution, Vh- 
toria Embankment, W.C. At 6 p.m. Paper on * Provision of Power for 
Wireless Telegraphy," by Capt. J. H. Whittaker-Swinton, R.E. 


At 7 p.m. Annus 


British Science Quild.—Thur-dis, April 6th. At the Royal Society of Arts. 


John Street, Adelphi, W.C. А: 3 p.m. Annual inecting. May Эй]. 
annual dinner. 

Optical Society.— Thursday. April @Һ. At the finperial College of Sciem e. 
South Kensington. At 7.30 p.m. Ordinary meeting. 

Edinburgh Electrical Society.—Friday, April sth, At the Philosophica! In- 
stitute. At 8 p.m. ‘ Notes on а.с. and d.c. Plants,” by Mr. J. Walker. 

Junior Institution of Engineers.—Friday. April 7th. V Caxton Hall, SW 
At Ñ pam. Lecturette, * Engineering in Southern Persia.” by Mr. J. W 
Maple. i ; 

Birmingham and District Eleotrio Club.—Saturday, April 8th. At the 
Grand Hotel, Colmore Row. At 7 pm. Paper, " Notes on Marine 
Salvage’ by Mr. V. H. Pearson, AE : ; 
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THE “ELECTRICAL REVIEW” SERVICE 


DEPARTMENT. 


To enable us to complete replies to queries received this week, 
we need the names of suppliers or manufacturers of :— 
MeIntyre jointing sleeves (suitable for aerial cables). 
$ " Big Brute" test clips (Amertcan-British agents! name 
wanted). 
Aurorascope G.P.. pocket throat and ear outfit used by 
doctors and dentists. 
Telephone cord terminal tags (small terminals for 
fiting to ends of telephone cables). 
© Meirowskt "" insulating material. 
" Flail " electric fans. 


A TESS == 


NOTES. 


The E. W.F. Scottish Section.—The first annual dinner of 
the Scottish Section of the Electrical Wholesalers’ 
Federation, Ltd.. was held at Glasgow on March 24th, 


Mr. Brown, chairman of the Section, presiding. Among 
the invited guests were Mr. Morgan, of the Glasgow 
Corporation. (deputising for Mr. Mitchell, who had a 


pior engagement); Mr. Ure, representing the Scottish Con- 
tractors’ Association; and Mr. McArthur, representing the 
manufacturers. A long toast list was gone through, inter- 
mingled with a first-class musical programme. The speeches 
struck the note that all sections of the electrical industry, 
manufacturers, factors and contractors, should work together 
for the common good. The Dinner Committee, consisting of 
Messrs. Fotheringham, Service, Munro, Holman, and Yuille 
(secretary) was cordially thanked. 


Electricity Supply Regulations.—W'e have received a сору 
of the Regulations of the Electricity Commissione rS for secur- 
ing the safety of the publie and ensuring a proper and 
«tient. supply of electrical energy, 1922. (H.M. Stationery 
(thee, price 4d. net). Except for the substitution of the Elec- 
теу Commissioners for the Board of Trade and other verbal 
alterations to suit the new conditions, the regulations are 
identical with those issued by the Board of Trade in. 1909. 


Efficiency of Large Steam Turbine.—Recent tests made 
on the 60.000-KW > eross-compound, triple-cvlinder steam tur- 
hine installed in 1918 at the Seventy-fourth Street station of 
the Interborough Rapid Transit Co., show that a steam con- 
umption of 11 lb. per kilowatt-hour can be obtamed under 
normal conditions. The highest Rankine and thermal 
elicleneles obtained were 76 per cent. and 25.1 per cent. re- 
spectively. With the high-pressure turbine and one low- 
pressure turbine in service, the lowest  cousuimption was 
11.25 Ib. per kilowatt-hour. When operating in this way the 
consumption is better than that for the complete set at loads 
below 25.000 kW. The 60,000-kKW turbine is of the Westing- 
house type, consisting of one high-pressure and two low- pres- 
sure elements, each element driving a separate generator. 
The normal steam pressure at the throttle is 220 Ib. absolute 
with a superheat of 150 deg. Fahr., exhausting into a vacuum 
of 29 in. referred to а 30-in. barometer at 58.1 deg. Fahr. The 
speed of all three elements is 1500 rpan.—lectrical World. 


The Transmutation of Tungsten.—The Datly Mail recently 
reported. that two Chicago chemusts had succeeded in convert- 
Ing tungsten. into gaseous helium by means of a high-pressure 
discharge which gave a temperature of 50,000 deg. F. Mr. 
Н. F. Fratton has written to the Daily Mail stating that he 
ind a colleague (Mr. E. S. Pangbourne) succeeded in dome 
tis last December. They released a discharge at a pressure 
191650 V into a tungsten damp enclosed in. an exhausted 
vessel. The lamp burst, with evidence of the generation of 
intense heat. Upon subsequent analysis of the геша no 
trace of tungsten could be found, but neon, argon. and a third 
unidentified gas were present, 


New Electric Coaling Crane.—The official test of a new 
3-ton 3-motor coaling crane built to the order of Ardrossan 
Harbour Co. by Messrs. Alex. Chaplin & Co., Ltd., erane- 
makers, Govan, has taken place. The п was tested in all 
motions with full loads and then with 25 per cent. overload, 
and gave every satisfaction. This is the first electric coaling 
crane supplied to any of the Ayshire ports. The electric equip- 
ment is bv the Electric Construction Company and Messrs. 
Edward Holmes & Co. The power is alternating current taken 
from Kilmarnock Corporation. 


The I.E. E. Commemoration Meetings.—We have received 
a number of applications for reprints of the portraits repro- 
diced in our articles on the jubilee of the Institution of Elec- 
trial Engineers, but not, at present, sufficient to justify 
lurther action. However, our offer (p. 343) holds good, and 
will Бе kept open so that readers who are interested, but have 
not remembered to write to us on the matter, wilk have a 
further opportunity of doing so. 


The Styrian уто еее Scheme.—The Styrian Water 
Power and Electricity Co., Ltd., of Graz, Styria, has for- 
warded a reply to the statements made in the article entitled 
“А Large Styrian. Hydro-Electric Scheme," which was pub- 
lished in this journal on January 13th, 1922. 

As to the disappointment maniested in the article that only 
a sinall part of the comprehensive scheme outlined was to be 
put in hand at first, the company states that the principal 
difficulties lie in a financial direction. Expressed in Austrian- 
currency, the expenditure on the works would amount to 
milliards of Austrian crowns (kronen), and possibly be increas- 
ing day by day, although it might not advance in a stable 
currency. The directors say that they know from experience . 
that no foreign investors would participate in such an under- 
taking unless Austrian capital were to set à good example in 
this respect. When the new types ef issues of ordinary and 
preference shares and 5 per cent, debenture stock have proved 
satisfactory to Austrians, the directors state that foreign ine. 
vestors will not fail also to become interested in. the under- 
taking; indeed, the rate of construction will depend prin- 
cipally on the participation of the latter. At all events, the- 
larger works embodied in the general scheme will not be begun 
until the smaller ones have yielded satisfactory working 
results. 

The letter then proceeds to consider the question as to 
whether it would be possible for the company to supply energy 
at sale prices which would permit it successfully to compete 
With foreign coal as a source of energy, with petroleum or 
with native lignite, and also allow the company to рау 6 per 
cent. on the share capital, reckoned In a stable currency. On 
these points the directors state that owing to the depreciation 
of the Austrian crown the results from the calculations made 
by the experts аге constantly varying, and for this reason it 
was impossible to mention in the prospectus the s costs 
of production and the presumed selling price. They sav, how- 
ever, that during last summer the sale price for ue cur- 
rent was 10 Austrian crowns per kW-hour, whereas in the 
middle of March, 1922, it was 200 crowns per kW-hour. The 
only definite result of all the calculations is that water-power 
energy will cost half the price of that of energy from steam 
power generating stations. 

Pursuing this point, the letter remarks that foreign jn- 
vestors in countries having a stable currency will readily 
agree to this contention, as the chief item of expense in hydro- 
electric plants depends upon the cost of construction., In 
Austria this is said to be below the world parity. On. the 
other hand, the current derived from steam power generating 
stations depends upon the price of coal, petroleum, &e., but as 
coal and petroleum have to be transpor ted over long distances 
on foreign railways, neither fuel is likely to become cheaper in 
Austria, while the enormous shortage of pit coal in Austria 
wil not permit of any large reduction in the price of native 
lignite in that country. 

The communication further states that itis highly probable 
that Austrian consumers will be able to pay for electrical 
energy at the price which is being calculated at the present 
time, which is below the world parity, and also to pay the in- 
terest in a stable currency, as they would receive the energy 
at a lower price than they could obtain a supply from any 
new works elsewhere. 

As to the question of contracts for the supply of energy. 
the letter savs that the company is not to start any new works 
unless a sufficient number of prospective consumers agree to 
pay the rates fixed by the tariff, thus enabling the company 
to fulfil the pledges given in the prospectus. 

The company’s reply does not seem to call forth many obser- 
vations. As consumers are to be offered energy at a price 
lower than that which would have to be paid for steam 
generated electricity, and presumably at a lower price than 
the cost of the production of power bv the use of pit coal. 
lignite or petroleuni— which. price is to include. the addition 
necessary to pay a rate of interest of 6 per cent. on- the ordi- 
nary shares in a stable currencv—such a tariff should encour- 
age prospective consumers to come in and soon place a full 
load on the capacity of the plant of the mitial station on the 
Lower Teipitseh. 

At the same time, it isa pity that the company., in its reply, 
has not mentioned the total amount of the subscriptions al- 
ready received in Austria in. response to the recent invitation 
or Invitations for capital. 


A “ Lightning Generator." — Dv means of apparatus which 
Will gave a momentary discharge of 10,000. аш. at 120,000 
volts, Dr. C. P. Steinmetz, chief consulting engineer of the 
General Electric Co. (U.S.A.), and his co-workers, Messrs. 
J. L. В. Hayden and N. A. Lougee, have been able to repro- 
duce lightning on a small scale, and thus test the performance 
of apparatus and objects when subjected to this phenomenon. 
In the tests which have been made with lightning arresters 
it has been found that their occasional failure to function 
properly is due to causes far different from those heretofore 
imagined. The apparatus consists essentially of 200 large 
glass plates arranged as a condenser for charging: with rec- 
tified high-voltage electricitv. Although the power and volt- 
age behind the discharge produced are only one five-hundredth 
of the values for natural lightning, this apparatus will 
shatter blocks of wood and tree branches. There are pros- 
pects of making a still more powerful lightning generator.— 
Electrical World. 
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The Synchronising Effect of two Adjacent Transmission 
Lines.—1n an article pubushed in the General Electric Review 
for March, Mr. T. Nishi, of the Imperial University of Tokio, 
Japan, discusses the mutual synchronising effect of three-phase 
thansmssion lines carried on the ваше poles. The effect was 
ħrst observed in Japan on the system of the Inawashiro 
Hvdro-Electric Co., which had two 110,000-V circuits on the 
same towers. When generators respectively connected. to 
these lines were being synchronised, at no load, the synchro- 
scope needle showed a tendency to slow down when passing 
the in-phase position and to swing rapidly past the 180-degree 
out-of-phase position, and when the frequencies approached 
equality the pointer stopped near the in-phase pcsition, show- 
ing that the two generators tended to keep exactly in. phase; 
when the generators were loaded the effect was not so notice- 
able. A similar reaction was observed on the system of the 
Scuthern Sierras Power Co., in California, but in this case 
the machines tended to keep exactly 180 deg. out of phase. 
In the former case the conductors of the same phase occupied 
positions diametrically opposite one another, whilst in the 
latter they were in the same relative positions. The author 
discusses the phenomenon on the basis of the capacities be- 
tween the lines, and shows that the theory accounts for the 


results. Hence the best arrangement of the conductors on 
this score is that indicated in A herewith, as opposed. to: B. 
2 3 3 3 
1 1 | ] 1 
3 2 | 9 2 
A B 


Electricity (Supply) Bill, 1922.—The Council of the In- 
corporated Municipal Electrical Association, representing un- 
dertakings that have capital involved to the extent of some 
£80,000,000, at a meeting on March 17th, considered the ques- 
tion of the Electricity (Supply) Bill, 1922, and in view of the 
very great importance which it attached to the early passage of 
this Bill, to facilitate the more rapid development of electric 
supply throughout the country, instructed the hon. secretary 
to send a сору of the fcllowing resolution, which was passed 
unanimously, to all members of the House of Lords :— 

“ That in the opinion of the Council of the Incorporated 
Municipal Electrical Association the Electricity (Supply) Bit. 
1922, should be carried into law at the earliest possible date 
in the interests of the industry." | 

The committee stage of the Bill in the House of Lords has 
been postponed several times; it is now set down for Tues- 
day next, April 4th. 


National Society of Inventocs.— public meeting of 


the above Society was held at the Chamber of Com- 
merce, Birmingham, on Monday last presided over by 
Mr. H. E. Sutherland, when Major. J. Hall-Edwards, 
P.R.S. (Edin.). &e., well known for his research work 
in connection. with X-rays. delivered. an able address. on 


“The Society and its Possibilities." 
sibilities of a carefully thought-out scheme bringing tovether 
the inventor and the manufacturer, and preventing the loss of 
brilliant ideas which often fell through for want cf scientific 
aid, and remained undeveloped for lack of funds on the part of 
the inventor. He also pointed out that very few inventions 
had been created by the manufacturer himself, the inventions 
of individuals Бед in the majority of cases acquired Бу the 
manufacturer at his own figure, which had been very small 
compared to the actual value and to the »mount which could 
no doubt have been obtained for the inventor had he had the 
backing of a society. Moreover, the manufacturer. who had 
a problem to solve. by offering а reward for a solution would 
be able to set at work the brains of quite a number of in- 
ventors. 

The Society ts open. to inventors, patent agents, solicitors 
(patent law), scientists and manufacturers, for their mutun»l 
benefit. The secretary can be communicated with through 
the Chamber of Commerce, Birmingham. 


Works Magazines.—The beneficial influence of works 
magazines 15 fully recognised by the Industrial Welfare 


Society, and the second of a series cf annual conferences of 
editors of these journals is to be held in the Society's offices, 
51, Palace Street, Westminster, on April 28th. The conference 
will devote itself to the discussion of the essentials for. success 
In works and staff magazines. 


A Lecture on Lighting.—Mr. W. J. Liberty (Public Light 
ing Inspector of the City of London) gave a popular lecture 
on " The Romance of Artificial Lighting © at Herne Hill on 
March 14th. The lecture outlined the history of lighting 
from the earliest time up to the present dav. 


David Hughes's Experimental Apparatus.—In a letter to 
The Times, of March 28th, Mr. А. А. Campbell Swinton 
states that in addition to David. Посе notebooks. con- 
taining an account of his experiments in wireless telegraphy 
in 1579, which have recently been bequeathed to the British 
Museum, the Museum has acquired a further set of these 
notebooks, containing Tlughes’s own illustrated account. of 
his invention of. the inierophone. 

“Still more interesting is the fact that a search, sugpested 
by myself to Colenel Н. G. Lyons, of the Science Museum, 
made amongst the contents of a room full of Hughes's per- 
sonal effects that for the last 90 vears have been stored in a 
furniture repository in London, has revealed the existence 


He emphasised the pos-. 


of a number of electrical instruments, comprising the original 
first microphones invented by Hughes, and the actual 
apparatus with which he made his early wireless ex- 
periments, all obviously constructed with his own 
hands. ‘Lhe several instruments can easily be identified һу 
the illustrated descriptions in the notebooks, and we thus 
have a collection of great historical and scientific interest, 
which. through the generosity of the Hughes trustees, has 
been presented to the Science Museum in South Кепке... 
where it will shortly be on publie view." 


Kinematograph Exhibition at Finsbury Technical College. 
—By permission of Mr. Catterson-Smith, chief electrical lec- 
turer, the students and staff of the engineering faculty were 
agam, on March 24th, able to enjoy an exhibition of industrial 
films kindly lcaned by the British Thomson-Houston Co., 
Ltd., of Rugby. The first film illustrated the application 
of electricity in iron-ore mines and in the calcining opera- 
tions preceding the smelting of the ore. The scenes showed 
the processes of drilling holes in the fuce of the ore for ex- 
plosives, collecting the ore, taking the tubs to the station by 
accumulator tractors, hauling them to the surface by mining 
locomotives, and raising the ore into hoppers by elevators 
and thence by charging ears into kilns to be calcined. The 
varions operations were electrically controlled, and this re- 
duced the manual labour to a minimum. -The scenes also 
showed the electric traction work, the lighting of the mines. 
the power station, the chemical laboratories, and several elec- 
trically driven accessories of the kilns. This film is the best 
and clearest yet produced in connection with this somewhat 
difficult subject. The second film, on “ Electricity in Steel 
Works." dealt with the movefacture of steel from the raw 
material to the finished. product and the processes involved 
in making steel wires and plates. Tt included excellent views 
of the furnace, the pouring cf the metal. the soaking pits. 
the cogging and rod mills in operation. At the close of the 
le-ture Mr. Catterson-Smith expressed thanks to the Briti’ 
Thomson-Houston. Co., Ltd.. and Mr. B. E. Williams, third. 
vear electrical student, for their efforts in bringing about wat 
had been a most instructive and interesting afternoon. 


The Importance of the Spanish Language.—Senor Oscar 
Victor Salomon, Consul-General for Peru, writing under date 
March 20th from 36-37, Queen Street, Cheapside, to Mr. J. 
Landfear Lucas, of the Spectacle Makers’ Company, says: 
'* You are doubtless aware the Spanish language and literature 
is receiving full and generous attention at the English. Univer- 
sities, in fact, a sound and scholarly recognition. But when 
ме come down to the schools the case is different. | French. 
end German before the war, held the field in the schools, and 
Spanish has been left largely in the care of the foreign 
teacher who knows its value and coaches. the aspiring City 
youth in. his leisure hours. T do not think I ean be contra- 
dicted when Е say that in. the main Spanish is a neglected 
language in the schools of this country. This statement. how- 
ever, would not be true of the technical schools. which include 
both Spanish and Italian in many instances. [ ein only sav. 
and with the strongest emphasis, that the ve-tness of the 
future commercial trade between this country and South 
America renders it absolutely imperative that wherever French 
is taught Spanish also should be taught." —Financial Times. 

Appointment Vacant.—Switchboard attendant (75s. 64.), 
for the Rawtenstall Corporation tramways and electricity de- 
partments. (See our advertisement pages to-day.) 

Soft X-rays from Arcs in Gas Vapour.—The U.S. Bureau 
of Standards announces that experiments have been con- 
ducted in which soft N-ravs, having wave lengths longer 
than those previously known, were produced and their wave 
lengths determined. According to the Journal of the A.LE.. 
the new X-rays differ in many ways from X-ravs as ordinarily 
understood. Thus, all known substances, including even 
ordinary air, are opaque to the soft. N-rays, whieh can only 
be detected by their effect. upon objects located inside the 
vacuum. tubes in which the rays are produced. All of the 
themical elements can. be made under proper conditions to 
give off radiations which are characteristic of the element. 
Some of the radiations are visible light, and some are in the 
range of X-rays. The radiations described are the softest, 
longest-wave-length X-rays characteristic of several of the 
elements. Measurements have been made in twelve dilferent 
gases, and the experiments are of interest because they par- 
tially close the gap between visible Б of the shortest an! 
Х-гаув of the longest wave lengths previously made. [t has 
been known for a long time that radio waves and light waves 


are both electromagnetic, differing only in wave length. and 
. - 


X-rays were found to be very short waves of the same kind. 
The radio waves ordinarily used are measured in metres. and 
there is only a very small gap between the shortest radis 
wave and the longest heat waves: the latter have a wave 
length of about 0.3 mm. From the longest heat waves down 
to ordinary light waves. which have a wave-length of a few 
ten-thousandths of a millimetre, there is no gap and. indeed. 
measurements in. the ultra-violet have been extended down 
to wave lengths only a little longer than 0.00001 mm. There 
was, however, a gap between this and the longest known 
Noravs, which were a little more than 0.00000] mm. in wave 
length. The present measurements nearly close this рар as 
some of the X-rays measured are of treater wave lengths than 
are the shortest ultra-violet radiations. 
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U.S.A. Insulated Wire and Cable Standardisation.—Insu- sary in view of the small proportion of the membership which 
lated wire and cable constitute the biggest single item of can possibly attend a general meeang. Certain alterations are 
manufactured electrical materials, their value being about made in the constitution of the Couneil. It is provided that 
]; per cent. of the total value of all such equipment. ‘Lhere instead of three  Assoerite Members and three Associates 
ие something like ееп specifications їп wide use m serving on the Couneit the members shall be four and two 
the United States, and little has been done to co-ordinate respectively. The reason for this is the growth of the asso- 
them. It has, therefore, һесоше a mutter of concern to both ciate Membership in proportion to the class of associate. The 
manufacturers and users of wire to bring about some co- nomination of two candidates in excess of the number of 
ordination, with the idea of establishing a definite set of vacancies by the Council is^to be discontinued. Associate 
American standards. Members will in future be permitted to nominate Associate- 
‘jhe first step was taken last winter, when the following Member candidates for the Council. The number of signa- 
ten organisations agreed to act as sponsors, under the aus- tories to a member's nomination is to be limited to ten. The 
pees of the American Engineering Standards Committee, for term ‘ Local Centre "' is to be the future designation of the 
з comprehensive standardisation of electric wire and cable provincial branches, in accordance with the expressed wishes 
for other than telephone and telegraph use: American Elec- of these Centres. 
tic Railway Association, American [Institute of Electrical Mr. F. W. PURSE expressed approval of the amendments, 
Engineers, American Railway Engineering Association, and said that many members were looking forward to yet- 
American Society for Testing Materials, Associated Manufac- another—the lowering of subscription rates. 
turers of Electrical Supplies, Association of Edison Illuniinat- Dr. S. Parker SMITH said he would have preferred that 
inf Companies, Association of Railway Electrical Engineers, the expulsion of a member should be left to a general meet- 
National Board of Fire Underwriters, National Electric Light ing, as the Council would be placed in rather an invidious 
Association, National Fire Protection Association. - These position in such a сако. He would not, however, move an 
enfanisations enlisted the co-operation of several others, and amendment. 
created a comprehensive group of committees to handle the Мк. C. rg MatsTRE thought the change a good one, as it 
work. The other co-operating organisations are: Associated was preferable that such matters should ‘be discussed 
Rell Telephone Companies, Electric Power Club, Society of privately. 

Xutomobile Engineers, U.S. Dept. of Commerce, U.S. Dept. Mn. К. C. RAPHAEL, recalling a dispute of 10 vears ago, wel- 
d Navy, U.S. Dept. of War. comed the change in the nomination methods. 
.. The first meeting of the Sectional Committee was held at The Prestpent, while svmpathising with Dr. Parker 
. the headquarters of the American Society of Mechanical Engi- Smith's views on the expulsion of a member, was compelled 
neers on December 6th, 1921, when plans of organisation and to agree with Mr. le Maistre that privacy was desirable. 
prcedure were adopted, officers were elected, and the work ALTERED ARRANGEMENTS FOR MEETINGS.—The discussion on 
was definitely launched. т , : Mr. R. Borlase Matthews's paper on " Applications of Elec- 

There are twelve technical committees to which specific tricity to Agriculture ” will be continued at the ordinary 
phases of the work have been assigned. Like the Sectional meeting to be held on April 6th. Mr. J. A. Kuyser's paper 
Committee itself, they are made up of representatives desig- on * Protective Apparatus for Turbo-alternators " will be read 

~ nated by the various organisations concerned. in the par- > and discussed on April 27th (instead of April 6th). The joint 

teular subject with which each committee deals. The eom- meeting with the Röntgen Society and the Electro-Therapeutic 

mittees are as follows: Definitions, Copper Conductors, Section of the Roval Society of Medicine, previously ale 
IE. Rubber Insulation, Impregnated Paper Insulation, nounced for April 27th, has been postponed to a later date. 

arnis C xul: : t э 3 "eor | 

ae EE pudo ER INFORMAL MEETING.—At the final meeting of the session, on 

.. proof, Heat Resisting, and Similar Materials. The number of , ae sth, Mr. а NS nn chair, and Mr. Arthur 

engineers participating in the werk is over 130.—T. £ T. Age. EES onenen a E 1 ү Importamnee 0r Lone 

n sidering Finance in. Electrical Undertakings. 


Mr. Wright thought the financial and legislative side was 
outside the scope of the practical man, but he hoped to show 
it was of the utmost importance, and should be studied, 
especially by the younger members, on whose shoulders. the 
nmense future of the industry would rest. ` 

Mr. Wright said that general and cheap electricity supply 
was now recognised as the biggest national want of most 
industrial nations. We were passed by countries to-day hav- 
ing far higher eosts of. materials, wages, and brains than ours. 
The fire insurance rules in. U.S.A. were much more drastic 
and arbitrary than ours. Northern. [taly and Switzerland 
were much poorer, vet electrical development was going on 
there at a rate which in England would employ all our re- 
sources. The main cause of our being behind was the per- 
nicious effect of the old Electric Lighting Acts and the 
parochial spirit of their purchase clauses. The present Gov- 
ernment, realising this, was endeavouring to rectify some of 

‚ the old defects, vet nothing was being done to remedy the 
real cause, namely, the discouragement of private ‘capital 
and enterprise to enter the electricity supply field. Only 
private money and enterprise could be relied on for the big 
developments; ratepayers were not likely to allow their rates 
to be mortgaged for enterprises far away from their towns, 
and in which they would not have the sole vote in the 

INSTITUTION NOTES. management. Private financiers would not supply capital 

on unless its expenditure was wholly under the control of men 
elected by them. [n his conclusions Mr. Wright declared. that 
although we had a friendly Government atmosphere and 


Motor:car Headlights.—Nuch attention is being devoted 
to the elimination of the dazzling effect of vehicle headlights. 
© Anew device, that is claimed by the Daily News to be effec- 
tive, 14 the Рахе е, devised bv Mr. J. W. Pickavant, of Lom- 
hard Street,. Birmingham, and intended for use on any car 
sith an electric light installation. Tt consists of an extra 
мар placed upon the off-side running-board behind the wing. 
-ata height of about 2 ft., and proiecting a beam reazwards at 
an angle of 45 deg. to the side of the car. As a car or pedes- 
їпап approaches, à. fwo-ewav switch is used to eut out or dim 
the реа х and bring the Paselite into operation. The 
ade of the ear and the edge of the road are thus brightly 
еї, and there is no ‘dark spot " for the driver of the 
oncoming car; indeed. his road ahead is lighted for some 
"uv by the other's Pasolite. A demonstration was given 
at Burford Bridge recently, when representatives of Scotland 
* Yd and the Ministrv of Transport were present. General! 

approval was expressed. 


Insitation of Electrical Engineers.—AMENDMENT or By- 


Laws.—Tw | ; Күйө 3 TE 

AWS, o special general meetings of bers ге he B E 

а March 93 | Кепе AIEE TRER О AITGHADGU CONSO held keen Commissioners, the move must come from the industry 
п March Brd at the Institution, The first was called to in the form of à united request for better encouragement of 
ave formal approval to financial arrangements, while the private enterprise. | 

&vond was asked to consent to certain. amendments to by- Mr. J. S. исне (president), said that the present-day 


proposal was to set up Jomt Electricity. Authorities which 
were to raige money to carry out works. Tf they succeeded 
in this they would. in many cases, duplicate the work. of 
the power companies and waste would result. FÉ the money 
was obtained the proper. course would be to buv out ex- 
isting undertakings. 

Mr. W. A. CHAMEN stated that about three times the amount | 
The expression “abroad used. in connection * with the of energy generated in South Wales by statutory authorities 
“uation of members is defined as “outside great Britain, was generated by private industrial plants. This was often 
Ireland, the Channel Islands. and the Isle of Man." The distributed over extensive areas by quite illegal wavleaves 
erect form of description of each class of member is set and periodically a large consumer was absorbed by the in- 
ot (with abbreviations), and it is to be noted that the use dustrial concerns and taken off the supply company's mains. 


h*s At the Jatter meeting the President briefly intro- 
dived the matter and moved. the amendments, and Mr. 
|. VW. B. Atkinson made ап explanatery. statement and seconded 

the resolution. which was carried unanimously. The altera 
tens made fall under two headings: (a) Purely verbal altera 
tons necessitated by the change of status of the Institution; 
ad 0) Amendments involving questions of principle. 


e the title '' Chartered electrical engineer " has not been Mr. E. T. RUTHVEN MURRAY spoke of the difficulty of 
wnetioned by the Privy Council, and is therefore prohibited. charging a uniform. rate to varying consumers where the 
To preserve the strictly technical character of full member- conditions were often vastly different. 

Ҹир of the Institution the proviso that a person ‘ so promi- Мг. H. M. Sayers said that it was not true that the m- 

. Wntly associated. with the obiects of the institution that his terests of the supply companies and the local authorities 

| urn as a Member would . . . . conduce to the interests were antagonistic. The municipalities were co-operative con- ` 
the Institution, has been deleted. The power of expul- cerns having the puhlie services for the investment of their 
^n I placed m the hands of the Council, with a right of savings. The chief thing the supply companies required was 


7 Appeal to a committee of three Past-Presidents. This is neces- security of tenure. 
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Messrs. W. E. Warrilow, В. J. Mitchell. J. D. Sparks, 
A. G. Hilling, E. W..Moss, R. W.. Hughman, R. Grierson, 
and A. B. Eason also spoke. 2 


Nottingham Society of Engineers.—At а meeting of the 
Society, on March 29th, Mr. James F. Driver, M.I.E.E., 
lectured upon * The X-Ray Examination of Materials.” The 
lecturer described the nature of and method of producing 
X-rays, and then spoke of thé examination of metals, welds, 
&c. The lecture was illustrated by lantern slides. | 


Chelmsford Engineering Society.—The principal feature 
of the Conversazione, held on March 15th, was an exhibition 
of numerous engineering ‘ind scientific devices, supplied. by 
members and the Chelmsford engineering firms. 
Hoffmann showed a number of heat-treatment arrangements 
and riveting machines, as well as gauges and measuring 
instruments. The’ Marconi Co. exhibited a variety of wire- 
less apparatus, with which demonstrations were given; 
kinema films dealing with “ wireless " matters were shown 
in а separate room. The various stages of dynamo manufac- 
ture’ were shown by Messrs. Crompton & Co.; this firm also 
displayed several kinds of switchgear and instruments. A 
number of Messrs. Crompton's employés demonstrated de- 
vices of their own. These included a soap film stretched һу 
centrifugal force; colour photography apparatus; are weld- 
ing outfits; and a “© vortex gun." The first part of the even- 
ing was devoted to an excellent concert. 2 


Paisley Association of Electrical Engineers.—The Asso- 
ciation ‘held a.successful smoking concert on March 17th. 
During the proceedings prizes were presented to junior mem- 
hers fot papers on electrical subjects, and the chairman (Mr. 
W. R. Scott) briefly outlined the Association's work during 
the year. i E 


Tramway Association Meetings.—The annual congress. of 
the Tramways and Light Railwavs Association is to be held et 
Bournemouth on June nd and rd. Among the papers to 
be presented will be ‘ Bourpeniouth. Corporation Tramways.” 
by Mr. T. Bulfin; © Railless Traction," bv Mr. E. M. Munro: 
and “ Modern Improvements in Rolling Stock," by Mr. C. J, 
Spencer. а 

The annual conference of the Municipal Trionwavs Associa- 
tion is to be held on September 13th, 14th, and 15th. at New- 
eastle-on-Tyne. The summer meeting of the Managers’ 
Section takes place in Glasgow on June 15th and 16th. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the contmercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 


movements. | 


Mr. А. P. M. BLeming, who is unquestionably our leading 
specialist in technical education and. training in connection 
with electrical engineering, wis born in the 1516 of Wight in 
1881. He received his engineering training at Finsbury Tech- 
nical College in the years 1807 and 1898, and the following 
vear he spent with the London Electric Supply Corporation, 
at Deptford. He was with Messrs. Elliott Bros., instru- 
ment makers, in 1900, and in the same year he crossed the 
Atlantic to join the Westinghouse Electric and Manufacturing 
Co., Pittsburgh, remaining there until 1902. In that year he 
entered the service of the British’ Westinghouse Co., 
Trafford Park, Manchester (now Metropolitan-Vickers 
Electrical Co., Ltd.) iind has remained there until the 
present time. During this’ period of twenty vears he 
was engaged: for some years as the company's insula- 
tion specialist, dealing with all investigations relating to 
the manufacture and design of insulation, the testing of new 
materials, and the investigation of electrical failures. Subse- 
quently he was appointed. superintendent of the transformer 
department, and during the period frum about 1906 to 1914 he 
was responsible for the design and manufacture of all types of 
transformers totalling some millions of kilowatts. He was also 


superintendent of the departinents manufacturing insulating. 


materials and electrical windings of all kinds during this 
period. He was respunsible almost from the commencement 
of the British Westinghouse Co. at Trafford Park for the train- 
ing of apprentices, and in 1912 he established the works 
school for the training óf trade apprentices. This has grown 
from an original number of 100 trade apprentices to 650, and 
in addition there are now about 80 public or secondary. school 
and 100 University men undertaking special courses of train- 
ing. Since 1916 he has been manager of the research organi- 
sation of the company and also of its educational and training 
work, and during this tine bas designed and equipped exten- 
sive research laboratories on the works premises, as well as 
in certain of the associated companies. Mr. Fleming is the 
author or part-author of в number of books on subjects coming 
within the scope indicated by fhe above duties, and he hae 
also read a number of papers before the Institution of Elec- 
trical Engineers, the British Association, the Manchester Asso- 


ciation of Engineers, and various other educational and tech- ' 


-— 


Messrs.- 


nical societies in different parts of the United Kingdom; al; 
before Welfare Workers’ Institute conferences: and conferences 
of the various research associations. | Mr... Fleming ів:ь 
M.I.E.E. (he filled the chair of the Narth-Western Section in 
1918); also a member of the American Institute of Electrical 
Engineers, the American Society for Testing Materials, the 
British Association, the Junior Institution of Engineers, the 
Manchester Association of Engineers, ёс, Не 15 а member oi 
Council of the British Electrical: and „Allied Industries’ Re 
search Association and of many of its committees ац gub-com- 
mittees; chairman of the B.E.A.M.A. Education Committee; 
member of the Education Committee of, the Federation of 
British Industries; member of the Board, of Governors pf the 
Manchester and -Distriet Armaments Scholarships Committee. 
He is a director of Messrs. B. S. & W. Whiteley, Ltda, manu- 
facturers of Fullerboard and insulating sheet, material, Pool, 
leeds, and 25 a member of the Commission appginted in 192) 
by the Secretary of State for India оп Indian Students under 
the chairmanship of Lord Lytton. During the. war he 


organised, at the request of the Admiralty, а i o авв б 
ч nti-Sobmaripe - 


and manufacturers known ag, the Lancashire 


Committee, to conduct research regarding submarine detecting - 


devices. He also organised the selection and training of the 
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School of Listeners for employment on patrol craft for sub- 
marine detection. He received the degree of M.Sc.Tech. 
(Honoris Causa) of Manchester University in 1920; the honour 
of O.B.E. was conferred upon him in 1918; and he was made 
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a C.B.E. in 1920. In 1915 Mr. Fleming undertook, on behalf . 
of the consultative committee appointed prior to the establish - 


ment of the Department of Scientific and Industrial Research. 
an investigation into the research laboratories associatéd with 
various industries in the United States. As the foregoing nete: 


will indicate, he hae been closely identified with educaiapal — 


work connected .with industry- during the past twenty уеш“. 


In addition to the educational activities of, the Metropolitan. : 
Vickers Co., he was joint organiser of the Engineering Traw- ` 


ing Organisation, which was finally taken over by ће Engi- 
neering Employers’ Federation. Se 
The Times reports that the King has appointed Sir GERAL) 
Epwarp Cuapwycs-lleatey, Bt.. C.B.E., to be a member «| 
the Royal Commission on Awards to Inventors, to fill the 
vacancy caused by the resignation of Lord Rayleigh. 


Mr. Јонх LiTTLE, manager of the’ Manchester and Liver | 


pool offices of Messrs. Cammell, Laird & Co., Ltd., who we 


_ returned to the Southport Town Council in November last 2 . 


representative of the Middle Classes Union, has been appointed 
chairman of the Southport Corporation Electricity. Committee. 

The Sheffield Independent reports that the Chair of Civil an 
Mechanical Engineering in the University of Leeds will br 


ә; 


К E К xc [s 
vacant shortly, owing to the resignation of Professor J. боо | 
man, who has held the Chair since 1890. Professor Goodmit! 


proposes’ to give his time to research,, and, ће Universit 
Council has assigned to him accommodation for this purpose. 
Мг. A. 05 Marsa is retiring from the board of directors ^ 
the Z Electric Lamp and Supplies Co., Ltd., in order.to conr 
mence business as a wholesale electrical supplier and mami- 
facturers' agent. Ee. жы 
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Mr. Chnt0RD MITCHELL, manager of the new works of the 
Marconi Wireless Telegraph Co., at Chelmsford, since they 


were instituted In 1911, has resigned from that position, and 


ur. Н. D, ait EY, assistant Works manager for nine years, 
lias been appointed in his place, | 

Mr. W. G. HUnsr, engineer and manager Burnham and Dis- 
trict Eleetric Supply Co., Ltd., bus been appointed engineer 
aid manager of the Teignmouth Electric Lighting Co., Ltd. 

Mr. Актнов Н. Ѕнокт has been appointed to the position of 
eggineer, secretary and manager of the Burnhain-cn-Sea, 
Somerset, and District Electric Supply Co. He was in charge 
of plant (000 b.p.) at Nobel's Expiosives Co. during the war 
aud until he resigned last year. — NN 

Obiteary.— Mr. Кісналко Heey Rick.—We regret to learn 
гош our transatlantic coutemporaries that Mr. Richard 
Henry Rice, manager of the Lyin Works of the General blec- 
ine Co, from 19 until his death, passed away suddenly 
trom heart failure, while snow-shoeing at Bolton, on Lake 
George, N.Y., on February 10. He was born in 1563. After 


engineering training and esperience with various concerns, he 


hecame connected with the General Electrie Co. as а con- 
stint on steam engineering in 1903, and was for years in 
charge of the steam-turbine department of the Lynn. Works. 
the General Electric Review mentions as a tribute to his 
ouginsity that he had taken out more than 50 patents, but 
ve are drawn ќо quote from the Hertew the following eulo- 
gium of the man hnnself by “J. R. H.’ something which in 
the long run 15 more desipyable than even his greatest scientific 
whietements :— a: Mi | 

"What we really want to put on record is that we more 
than respected hint—we loved bim. Why 15 it that we have 
this feeling toward some men and not toward others? We 
have stated that Mr. Rice had lived a life that fulfilled our 
conception of what an engineer's life should be and we believe 
that that is why we loved him. | | 

" He was clever--he was capable- he was a man of achieve- 
wents—he Was а conspteuousty. successful man in his. profes- 
чоп—Ве was the chief of а large organisation of men. And 
vet Mr. Rice was simple, in the most charming sense of the 
word, Пе seemed to respect all men and to look for the good 
that Was im the and all men respected hnn. He was demo- 
eratie—he was kind. Whoever heard Richard Rice say а small 
er an папка thing about another human bemg? = Who re- 
members à mean or petty action of his? 

"He gave nare to the world than he attempted to take from 
the world. Seine men take more than they give—he gave 
more than he took. He gave more in counse]—more in kind- 
nes—more in sympathy. He helped everyone he could help— 
every time. he сє! help them. ‘That is why his associates, 
companions arad friends loved Richard Rice and why they so 
sincerely mourn his loss. 

~ Thank God that such men as he get to the top.” 

Mr. NICHOLAS KILVERT.—We regret. to record that Мг. N. 
Kilvert, chairman of the Lancashire Dynamo and Motor Co., 
Ltd., passed away suddenly at his residence at Hale ор March 
Ath. Mr. Kilvert, who was 68 vears of age, was chairman of 
N: Kilvert & Sons, lard refiners, Trafford Park. Mr. Kilvert 
was one of the founders of the Lancashire Dynamo & Motor 
Co., Ltd., and chairman from its inception. He was also 
chairman of the Lancashire Ordnance and Accessories Co., of 
Stockport, and a director of Messrs. Browett, Lindley & Co., 
itd.. of Patricroft. He was a vice-president of the British 
Electrical and Allied Manufacturers’ Association. Mr. Kilvert 
was a very far-seeing man, and business-hke in all his under- 
tikings, Which were very extensive. He always had the wel- 
fare of his employés at heart, was always accessible, and spent 
considerable sums in advancing their well-being. 

Мк. E. Н. KannreuTHer.—The death is announced at Bir- 
mingham of Mr. Ernest Н. Kannreuther, the Italian Consul 
In that city and head of the export merchant firm of Messrs. 
Aannreuther & Co., Ltd., of Birmingham, large exporters of 
reueral hardware, gas and electrical engineering equipment, 
хе. Mr. Kannreuther was honoured with the Order of the 
Crown of Italy for his work on behalf of that country. 


Will.—The late Rr. Hon. Е. Hora Jackson, banker, and 
adirector of the Eastern Telegraph Co.. the British Trade Cor- 
Mation, and other companies, left £160,007 gross and £101,677 
het personalty. 
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NEW COMPANIES REGISTERED. 


North. Western Electrical Co., Ltd. (180,477).—Private 
company, Registered March 21st. Capital, £100 in £1 shares. To carrs on 
the business of electrical engineers and contractors, Кє, Fhe first directors 
ares ToC! Hartley, 186, Satthouse Road, Barrow-in-Furness; J. T. Storey, 43, 
Ran Street, Barrow-in-Furnese. Qualification, 10 shares. Secretary: J. T. 
Marep, Registered office: 55, Strand, Barrow-in-Furness. 


Automobile and Electrical Equipments, Ltd.’ (180,460) .— 
Private company. Registered March 21st. Capital, £1,000 in £1 shares. То 
tok» over the business of suppliers and repairers of motor and electrical equip- 
ment for motor engines, cars and craft of sall kinds carried on at 1 and 2, 
Магуй. bone Passage, Wells Street, Oxford Street, Wo, лз the ‘ Automobile 
Fiectrical Equipment Co.,” and to adopt ап agreement with C. de Winter and 
R. A. Roberts, Fhe first directors are: R. 'Herbert-Sinith, 24, Sedpefard Road, 
On Oak Road, W.12, engineer; R. Cooke-Jones, 7, Celta Road, Tufnell Park, 
N15. motor engineer (joint managing directors). Qualification, £50. Res 
Muneration, £5) each per annum. Secretary (pro tem): R. Herbert-Smith. 
Registered ‘office: 1 and 2, Marylebone Pasage, Wells Street, W.L. | А 


11 


paid. 


Grierson, Ltd. (130,410).—Private company. Registered 
March 18th, Capital, £190,000 in £1 shares (4,000 non-cumuiative participating 
prelerence), To carry on the business of electrical and mechanical engineers, 
electricians, builders, contractors, manufacturers of and dealers in machinery, 
apparatus, equipment, lamps, ojlumunating devices, medical appliances and 
маепийе instruments, kinematograph equipment, Xe. 4 he. first directors are: 
J. L. Musgrave, "* Heatherdene,"" Grove Park, Chiswick, W.4; R. G. Crittall, 
ad, Wickham Way, Beckenham (both directors of Richard Crittall & Co., Ltd.); 
E. Herring, 22, Reswick Road, bast Putney, S.W.; P. M. В. Grenville, ** Fair- 
hphi," Kingston Hill, Kingston, Surrey (both directors of J. Jetireys & Co., 
Ltd.) Richard Crittall & Co., Ltd., and J. Jeffreys & Co., Ltd., may, whilst 
holding £000 shares, each appoint two directors. Qualification. (except life or 
nmunaging directors), £200. Registered office : 197, Wardour Street, W. 


Norchard Syndicate, Ltd. (180,553).—Private company. 
Registered March wird. Capital, £1,000 in £1 shares. ‘Vo construct, maintain 
and work electric generating sitions, to produce and use electrical energy. and 
supply the same to towns, collieries, buildings, fucturics, mines, railways, tram- 
ways and others, &c.. The permanent directors are: W. T. Kerr, Netherwood, 
Tupsley, Hereford, electrical engineer; G. C, Woods, 3, New Court, Lincoln's 
fun, WC., solicitor, Qualification, £100. Registered. office: 3, New Court, 
Lincoln’s Ian, W.C. 


Magneto, Accumulator and Generator Services, Ltd. 
(I80,410).— Private company.  Kegistered March I&h..— Capital, £500 in £1 
shares. To carry on business as mechanical transport ignition repairers, and 
any other branch of the electrical engineering trade; to act as receiving agenis 
and further the interests of the Northern Motor Exchange, Lid., in Newcastle- 
upon-F*ne and elsewhere. The first. directors are: R. H. Johnson, 2, The 
Cedars, Sunderland, motor engineer. tpermanent); C. R. Burnham, 10, Azalea 
Perrace South, Sunderland, motor engineer, Qualification, 0 shares. Regis- 
tered office: 4, Ridley Place, Neweastle-upon-Tyne. 


United Wire Works (Birmingham), Ltd. (180,566).—Pri- 
vate company. Registered. March 23га, Capital, £120,000 in #1 shares (60,000 
preference), To acquire. from the United. Wire Works, Ltd.. the poodwill and 
certain of the assas and liabilities of. the branch. business of thut company 
carried оп at Birmingham. The subscribers (each with one ordinary share) 
are: Н. С. Chambers, * Rerri," Blakesley Road, Yardley, Birmingham, 
solicitor’s managing elerk; J. MacCormack, 1, York Drive, Glasgow, W., wire 
manufacturer, [he holders of ordinary shares numbered 1 to 12,500 mav 
appoint half the directors, and the holders of ordinary shares 12,501 to 25,000 
May appoint the other half. Each such section may appoint the chairman in 
alternate years. No qualification required, Remuneration (exeept managing 
director), £800 per annum, frec of income tax, divided between them. Solicitors : 
Pinsent & Co., Birmingham. 


Motolite Dynamos, Ltd. (!80,416).— Private companv. 
Registered March amh, Capital, £3,000 in 2,000 preference shares of £1 each 
and 4,000. ordinary. shares of Ss. each. Vo carry on the business of dynamo 
manufacturers, electrical. engineers, electriciins, manufacturers of and dealers 
из эпе accessories, ke. The first directors are: L. SN. Challis, 6, Dungarvan 
Avenue, Putney, SWIS, electrical engineer; H. C. Pontet, Spring Cottage, 
Landor Road, Shepherd's Bush, W.12, engineer; IL €, H. Smyth, 35. Cleve- 
land Avenue, Chiswick, W.4, electrical engineer, Qualification, £100. Re- 
шипегапоп as fixed by the company, Registered ofer: Bandor Road Works, 
Landor Roid, Askew Road, Shepherd's Bush, W.12. 


А. P. Maglen, Ltd. (190,563).—Private company. Regis- 
tered March 24ih. Capital, £10 in £l shares. To carry on the business of 
manufacturers, importers, and distributors of electric lamps, electric light 
fittings, electrical appliances and apparatus, &e. The subscribers (each with 
one share) are: W. R. Preston, © Midlands," 2, Claremont Gardens, Sur- 
biton, Surrey, company director; S. H. Buckland, 4, Regent Streer, є МЛ, 
chartered W. К. Preston is the first and permanent director. 


eccountant, 
Registered. office : Sicilian. House, Southampton Row, W.C. 


OFFICIAL. RETURNS OF ELECTRICAL 
COMPANIES. 


Low Engineering Co., Ltd.—Charye on the company's 
undertaking and property, present. and future, including uncalled capital dated 
February 22nd, 1922, to secure £23,000. Holder: The Hon. C. N. Bruce, 1, 
Lowndes Square, S.W. + 


Spicer & Co., Ltd.—Issue on March 16th, 1916, of £600, 
and on August loth, 1917, of £250 debentures, parts of a series (filed March 
l?th, 1922). 

Evans (Electrical), Ltd.—Satisfaction in full on March 
14h, 1922, of debenture dated. December 14th, II, securing £1,100, filed. 
first and second debentures both. dated March 14th, 1922, to secure £300 and 
£1,040 respectively, charged on the company's. undertaking and property, pre- 
sent and future, including uncalled capital. Holders: G. J. Gully, 35, Croydon 
Road, S.E., and E. J. Walker, Southbank, Ravensbourne Road, Bromley, 
Kent. 


Lamp Manufacturing Co., Ltd. (76,151).—Return dated 
February 9th, 1922. Capital, £10,000 in #1 shares. 5,400 shares taken up. 
£5,400 paid. Mortgages and charges, £2,500 debentures. 


Macintosh Cable Co., Ltd. (72,097).—Return dated Janu- 
ary 3rd, 1922. Capital, £100,000 in £1 shares (75,000 ordinary and 25,000 pre- 
ference). 51,008 ordinary and 23,997 preference shares taken up. £13,004 
£62,001 considered as paid, Mortgages and charges, £6,500. 


Suppliers Construction Co., Ltd. (formerly Charing Cross 
and City Electric Со, Ltd.) (66,081).—C apital, £350,000 in £5 shares, Return 
dated December 8th, 1921. All shares taken up. £320,000 paid. Mortgages 
and charges, nil. 

Aron Electricity Meter, Ltd.—Capital £350,000 in 125,000 
preference and 225,000 ordinary shares of £] each. Return dated January 2nd, 
1920. 124,896 preference and 125,000 ordinary shares taken up. £124,948 105. 
paid on the preference, including £32 10s. paid on forfeited shares, 120,000 
ordinary shares credited аз fully paid. Mortgages and charges, £92,100. 


Mexico Electric Tramways, Ltd.—Capital £1,000,000 in 
300,000 preference and 000,000 ordinary shares of £l each. Return dated 
December 3ist, 1921. АП shares taken up. £500,000) paid on the preference. 
£200,000 considered as paid on the ordinary. Mortgages and charges, £721,000. 


Nalder Bros. & Thompson, Ltd. (62.214).—Last annual 
return dated March 16th, 1921, when capital was £25,000 in 12.500 preference 
and 12.500 ordinary shares of £l cach, of which 11,59. preference and 11,781 
ordinary had been issued. £13,281. had been paid on 11.500 preference and 
1.781 ordinary, and £10,000 was considered as paid on 10,000 ordinary. Mort- 
gages and charges, nil. In June, 1921, the capital was increased to £30,000 
hv the creation of 2,500 new preference and 2.500 new ordinary shares, 400 
preference and 100 ordinary shares were allotted, payable in cash, on December 


1th, 1921. ; 
Electrical Engine. ng Co, Ltd. (52,358).— 


Morley | | 
Return dated February 22nd, 122. Сар, £5,000.in £1 shares. ‚АП shares 


taken up. £1,020 paid; £3,980 considered as paid. Mortgages and charges, 
£3,000. | | | 
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CITY NOTES. 


The annual meeting was held on 
March 24th. Col. F. R. Simpson. who pre- 
sided, said the capital expended during the 
vear was £25,595, of which amount £21,355 
was for mains to meet the continued in- 
creased demand for electrical energy for 
existing and new consumers. Agreements had been entered 
into for the supply of current to. eolteries in the Newburn 
area, Which had necessitated considerable extensions to. their 
inains. These collieries were now connected, and were yield- 
ing revenue. In 1914 the company paid in rates £2,004, lust 
year (including the supplementary rates) £5,064, an increase 
of £3,000, which was equal to a dividend of 14 per cent. (less 
tax) on the ordinary shares. This was an item over which 
the company had no control, but the limiting of inuncipal ex- 
penditure was one of the most important questions to be con- 
sidered at the present time. ‘I'he total receipts showed а 
decrease of £16,954. This was accounted for by the coal trade 
dispute, Which lasted three months, and by the sericus trade 
depression which affected power and lighting consumers alike. 
At the beginning of the strike the company had a large stock 
of coal, and with the assistance of oil fuel. were able to main- 
tain the supply. For the first two months in 1922 there was 
an improvement in the figures as ecnipared. with those of the 
latter part of lust year. The directors regretted that owing to 
the present unsettled conditions of trade, they did not feel 
justified in recommending a higher dividend. A dividend at 
the rate of 4 per cent., less income tax, was approved.. 


Newcastle-on: 
T yne & District. 
kiectric Light- 
ing Co., Ltd. 


After paying the dividend announced in 
our last issue, £122,657 is to be carried for- 
| ward. The report says that the year was 
not without serious industrial troubles, and the unfortunate 
coal miners’ dispute, which lasted for thirteen weeks, greatly 
affected the workings of the company. Owing to the consider- 
able volume of orders in hand at the beginning of the year 
1921, the effects of the general depression in the engineering 
industry were not acutely felt until the latter part of the year. 
" With regard to this company's interests in the United 
States, the acute trade depression prevalent there has retarded 
the Hadfield Penfield Steel Co. in consolidating its various 
interests and developing the Hadfield system, and it has been 
necessary for this company to afford some financial support. to 
the American company. ‘There are now signs of an improved 
demand for the American Company's products, and that the 
expectations which were formed by your directors in develcp- 
ing this new field will mature. . . . The new steel foundry, 
which forms an important part of the adaptation of our war 
extensions to peace purposes, is now completed, and has fer 
some months been working successfully. It will undoubtedly 
provide a profitable addition to our resources when the general 
conditions cf trade improve. -© The two smaller rolling mills 
are also now working successfully, and the large cogging and 
hilleting mill is approaching completion, and will be available 
for useful service so soon as the opportunity arrives through a 
revival of trade.” | 


Hadfields, Ltd. 


In his speech at the annual meeting 
British Insulated held on Monday at Liverpool Mr. James 
and Helsby Taylor, the chairman, said that the profit 
Cables, Ltd. was the largest in the history of the com- 
| pany, but in view of »vrevailing con- 
ditions it would, be ditfieult to maintain: that high level. 
Their large capal expenditure in reorganising the works 
after the war had been fully justified. ‘here was a special 
demand to-day for high-tension cables, and there was no firm 
in this country in а better position to supply this demand 
than this company. While they were the largest manufac- 
turers of high-tension and other cables in the country thev 
had many subsidiary industries, and the latter departments 
had also been brought up to date. Owing to the facilities 
which their large capital expenditure in 1920 gave them 
they had been able during the year to execute the important 
orders which were on the books at the beginning of the vear 
and promptly to execute orders subsequently received. The 
profits were largely due to the improvements carried out in 
the factory previously referred to; to the completion ef ald 
contracts, and to the judicious purchase of raw material. 
They were one of the comparatively few companies who b» 
not required to increase their capital at a time when the rete 
of interest was so high, thanks, to a great extent. to the 
facilities extended by their bankers. The sneaker next 
reviewed the profit and loss account. Later, after alluding 
to the first-class condition of the works and to the adequrev 
of the proposed allocation to depreciation. he said that last 
vear, under the headine of storks and work in pro*resa thay 
had an increase of £269,000; this vear a decrease of £404 Qo. 
This was accounted for by the smaller устте of trading at 
the close of the vear. and also by the decline in the val а ot 
materials, Sundrv debtors were lower hv £493 913 met 
ned a B falling off in trade, Last vear thev ^wed ta 
ankare LALN et thie vear thev owed th hi 
hod in he E ut | ет nething. and 
i n ne £519.893, which showed a strong cash pesitian 
also the bad state of trade. After mentioning the invest- 


E EE 


ments in the Midland Electric Corporation and the Electric 


Supply Co. of Victoria, Ltd., Mr. Taylor said that thev stiil 
had a large interest in the Automatic Telephone Manufactur. 
ing Co., Ltd., and, in his opinion, that conipany Was steadily 
strengthening its position. | | | 
© While it was not proposed to increase the reserve account 
this year, it was felt that it would be better to increase the 
carry forward. 7 We are living in a period of great йе. 
tainty and unrest, whether regarded from the economie 
political, or social point of view, and business is affected 
а necessary consequence, (Orders are searce, and it is er 
ual to make stronger efforts than ever to obtain them both 
at bome and abroad, not only to enable us to make mone 
but to provide work for our men. In this struggle to aktu 
business we have to face keen competition, hence the ee 
sity to consolidate the company’s position financially The 
opinion of the board is that 1922 will probably be a vear И 
dithculties, not only in our own special trade, but in thes el 
{пе country generally. They feel that in such circumstance: 
the firm which has ample cash resources is in the best posi- 
tion to face the unknown future, and thev therefore propose 
to carry forward the large sum of £362,223." 3i 


The net profits for 1921 amount to 


British £221,507, plus £16,534 brought forward 
Aluminium Provision for income tax, depreciation of 
Co., Ltd. Investinents, and proportion of proiits 
| | payable to directors requires — £37,000 

prior lien debenture service fund, £48,000 debenture su 
service fund, £43,224: reserve for depreciation, £X. 


'arried to reserve account, £10,000. 
cent. preference dividend and 5 per cent. on the crdinary 
shares (both less tax), £14,791 remains to be carried 
forward. The depreciation reserve — account includi 
£20,000 applied out of the profits of the — Year, now 
stands at £570,000, and the redemption accounts created out 
of revenue in respect of prior lien debentures and the de- 
benture stock amount to £217,175, making together a toti] 
of £787,175. The reserve account. including £10,000 set 
aside out of the profits of the vear, now amounts to 5150 m 
and is mainly invested in Government securities. Conti 
ab'e additions at the Alumina Works in Scotland and at i 
rolling mills at Milton and Warrington, England which un 
cominenced in 1920, were practically completed during th 
vear. The whole of the works and plant at the Samus D 
tories have been well maintained out of revenue. “The 


After paying the 6 per 


falling-cff in demand, which commenced in the latter halt of 


1920, continued in increasing scale during the whole of the 
year under review, The conditions were accentuated by the 
coal strike, which lasted for a period of 16 weeks, and by T e 
AE state of the exchanges with other ОИЛА pr 
NR arly in Rupe In consequence two of the company's 
ninium works and one of its alumina factories were shut 
down for a considerable part of the year. There üre some 
signs of improvement since the close of the vear but so Y 
n a en hefore conditions in the trade D nud ae 
UM = Su UE Power Bili received. the Poy! 
QUEUE UE 921. , The powers provide for a larce 
уаго-е1ес!ате development in Scotland close to tbe eom. 
E s existing works at Kinlochleven. Considerable time 
t Bn m ad bu wo the works need he ws 
себ, АПС TE 15 net mtended to take steps in thie dirost; 
until the industry shows definite swe Rp 


The. profits earned by the camnanv dur- 
mg the vear ended January 31st, 1922 efter 
deducting administretion expenses and in- 
terest on loans, amount to £35,620, against 
aes in the previous yeur: less trans. 
erred to reserve, £16,000 (арап £ 1 
The amount brought forward was Zu d ү 
sunt 1s, therefore, £32,922 (against £538 203) The dite : 
recommend that a dividend be declared at the rate of 6 a 
cent, for the vear, £19,200 (against 8 per cont £: ; fii, 
leaving £13,022 to carry forward. The amount standi to 
the credit of the reserve account is now £143 851 The те. 
о ate y р plant supplied оп hire purchase 
rms amount to £21,360. Capital exnendit 1 'e 
Rund to £20,664, £15,001 of SCR кы utu ub 
the new power station at Horden. A further amount of 
£10.000 will probably be required to finally complete this 
station and the extensions in connection with the HAS engine 
e at Weardale. To meet the above expenditure it “has 
un ПЕСО to borrow temporarily from the comvany's 
ankers, and this arrangement will continue from time t 
time during the current vear. The results of the act seat 
were greatly affected by the miners’ strike, the ЫШ the 
etations being closed down during the three months from April 
to June, 1921. The plant at the Horden power station was 
put into operation again in August, and the Teesbridge and 
À vresome power stations started up in September ae when 
e pui п oe үп running satisfactorily, — [tis 
г e Newport plant will be. running again ; п 
end of this month. but the Clarence and Мыш ay ds 
still completely shut down. The aggregate output from all 
the company's generating stations showed a reducti f 59 
per cent. on the previous year. SEU 


Waste Heat and 

Gas Electrical 
Generating 

. Stations, Ltd. 
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The balance of profit for 1921 was 
£100,359, plus £60,603 brought forward, 
making £176,082. The preference divi- 
dend for the vear (to April, 1922), (6 per 
cent.), absorbs £185,000. An interim divi- 
dend at the rate of 5 per cent. per annum for the half-year on 
the ordinary shares and a final dividend at the rate of 10 per 
cent. per annum, makes 74 per cent. for the year, absorbing 
245,000; dividend on the second preference shares for the 
var (to December, t921), £4,012; transferred to con- 
tingency fund, £50,000; transferred to second prefer- 
ence share special reserve fund, £1,000; writing down 
cost of second preference share issue, £6,463, carrying forward 
rol od. An issue of additional share capital to the amount 
of £500,000 in 50,000 8 per cent. cumulative second preference 
shares of #10 each was made in October and is now fully, puid 
up. The 15,000-kW turbo-alternator installed at Clyde's Mill 
power station was put on commercial load in July. The com- 
pany's business has been adversely affected during the vear 
by the coal strike, which lasted for three months, and by the 
general trade depression. The Electricity Commissioners have 
provisionally delimited the West of Scotland Electricity. Dis- 
trict, under powers conferred on them by the Electricity 
(Supply) Act, 1919, and a committee has been formed, repre- 
sentative of all authorised undertakers and other interested 
bodies within the district, for the purpose of submitting to 
the Electricity Commissioners a scheme under Section 5 of 
the Act for improving the existing organisation for the supply 
of electricity in the district. 


Sir Henry C. Mance, C.LE., presided at 
Davis and annual meeting on March Zist. — [n his 
Timmins, Ltd. opening remarks he referred briefly to the 
engineering lock-out, Saying that he con- 
sidered employers were entitled to direct the work in their 
own factories. He hoped for an early settlement of the dis- 
pute. Owing to the fall in prices they had had to write down 
the value of their stocks, and as thev considered. themselves 
entitled to a refund of Excess Profits Duty payments, they had 
made application to the Inland Revenue authorities. A 
favourable consideration of this would materially affect next 
vears’ balance sheet. The value of investments and the bank 
balance were satisfactory, and he had no anxiety regarding 
the future. 

Mr. G. E. Davis (managing director) also addressed the 
meeting, saving that the company had had to contend with 
high working costs, as well as with the slump and depre- 
ciated stocks. The recovery of industry was contingent upon 
reduced taxation. He regretted the occurrence of the present 
dispute, as the firm was on good terms with its employés. The 
emplovers were not out to smash the trade unions, but were 
determined to control their own works. 

Sir Henry Mance was re-elected chairman of the cempany. 


Clyde Valley 
Electrical 
Power Co. 


Vereinigte Elektricitüts-Aktiengesell- 
Austrian schaft in  Wien.—The report read at 
Company. the 24th ordinary general meeting of 


the company stated that the difficulties 
experienced” in the past had considerably lightened, 
but the high price of coal and materials and the 
increased charges of labour rendered the sale price cf electric 
current madequate, except in the case of the Czecho-Slovakian 
works, where the price of current for some time had kept a 
steady level. Special attention had been devoted by the man- 
agement to the upkeep of the works, whereby the cutput had 
been considerably improved. As the cost for maintenance and 
renewals was unusually high, single parts in most cases costing 
more than the whole installation, the writing down reserve 
had been increased by 3,000,000 kr, which, however, was far 
below the actual requirements. "The political upheaval of the 
year 1918 had created many hard tasks for firms, and in the 
altered circumstances they had striven to preserve their pro- 
perty and suit themselves to the new conditions. A number 
of schemes were under consideration, and one or other would 
he realised; but it must be borne in mind that they would 
involve huge building outlays, while existing installations were 
hard to acquire, holders being loth to part with tangible values. 
The net profits of the business year, inclusive of the carry for- 
ward of last year, totalled 6,337,795 kr., which, would be dealt 
with as follows :—5 per cent. as dividend on the 36,000,000 kr. 
share capital; 2,100,000 kr. to the reserve fund; of the rest, 
after the statutory provision for the directorate, 1,800,000 kr. 
would be distributed as a 5 per cent. super-dividend, the 
balance of 198,549 kr. being carried forward. 


The Philips Lamp Co.—The Amsterdam correspondent of 
the Financial Times states that the Philips Incandescent Lamp 
shares were firm on the Bourse on several days last week; 
they improved from 186 per cent. to 210 per cent. on the 
publication of the report for 1921. “In 1921 the company 
earned on its increased capital of 10.900.000 fr. ordinary and 
1300.00 fr. preferred shares 6,000,000 fr. net, of which no 
less than 4,500,000 fr. is set aside for depreciation, the balance 

"ng used to pay 11 per cent. on the ordinary and 7 per cent. 
on the preferred. It is evident from the balance-sheet that the 
stacks have been written down in а most drastic way, as they 
figure at only 2,500,000 fr.” | | 


Singapore Electric Tramways, Ltd.—The directors state 
that since the offer from the Municipality of Singapore for 
the purchase of the company’s undertaking was submitted 
to a meeting of debenture holders on February 17th last, and 
rejected, negotiations with the Shanghai Electric Construc- 
tion Co. have been commenced. and are now proceeding. In. 
the event of their being brought to a satisfactory conclusion, 
meetings of debenture holders and shareholders will be con- 
vened to consider resolutions to give effect to an arrange- 


ment tor the reorganisation and financing of this company. 


—Financial Times. 


Llanelly and District Electric Lighting and Traction Co., 
Ltd.—The annual general meeting was held in London on 
March 24th, Mr. А. R. Holland. presiding. In presenting the 
report and accounts, the chairman said that in spite of adverse 
conditions they had been able to maintain the dividend at the 
same level as that of the two previous years (7 per cent.) and 
also to put an increased sum to reserve. He referred to the 


capital issues during the year which had met with success, 


and stated that the new plant 
loaded. 


Shawinigan Water and Power Co.—The report for 1921 
shows gross earnings of $4,224,046, against $3,943 459 Dor 
previous year, and net revenue $190,813, as against 
$1,609,043. After making usual appropriations and paving 
dividend on common shares of 7 per cent., there 1s carried 
forward $155,106. Owing to the depressed industrial con- 
ditions of last year, says the Financial Times, the completion 
ot the new power development at Shawinigan Falls will be 
postponed to September Ist, 1922. 


was gradually getting fully 


. National Electric Supply Co., Ltd.—At the annual meet- 
ing, held in Preston on March 16th, the chairman (Mr. John 
Booth) said that satisfactory terms having been arranged for 
the acquisition of the Company’s undertaking by the Preston 
Corporation, steps would have to be taken towards the liqui- 
dation of the company. Two statutory meetings for this 
purpose would be held in a few days. The chairman said that 
the ie strike had had an adverse effect upon the year’s 
results. 


German Companies.—The annual report of the Siemens 
Elektrische Betriebe contains an unpleasant surprise for share- 
holders, who are informed that the company has been severely 
hit by the appreciation of foreign, especially Swiss, exchange. 
The company's debts on this account, the report states. 
amount to 183,000,000 marks, part of which can be covered 
from the reserve fund, but there remains an uncovered loss of 
162,500,000 marks, which is more than four times the com- 
pany's canital.—Reuter (Berlin). | 

The Felten und Guilleaume Carlswerk Gesellschaft, of 
Mulheim and Cologne, has just invited applications for 
00,000 ordinary shares of 1,000 marks—representing an m- 
crease of capital of no less than 50,000,000 marks—the new 
shares being offered at a premium of 400 per cent. | 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under Rule 148а :— 

Jutland Telephone Co. (Jydsk Telephon — Aktieselskab).— 
—£500,000 54 per cent. sterling bonds of 1922, issued at 93 per 
cent., partly paid and fully paid, after issue of allotment 
letters. 7 
. Metropalitan-Vickers Electrical Со.— 51,046 ordinary shares 
of £l each, fully paid, Nos. 6,270,905 to 6,321,950. 


Newmarket Electric Light Co., Ltd.—At the annual meet- 
ing on "March 20th, Mr. F. E. Gripper (chairman) stated that 
a gross profit of £3,485 had been made, as against £2,953. 
After providing for debenture interest and adding balance 
brought forward there was a balance of £2,974. A dividend 
of 3 per cent. was declared, £1,750 transferred to reserve, 
and the balance, £427, carried forward. 


Swansea Improvements and Tramways Co., Ltd.—A 
dividend of 6 per cent. on the ordinary shares for 1921 is to 
be paid and £3,613 carried forward. New capital expenditure 
during the year was £15,154, and renewals costing £8,583 were 
charged to renewals fund. 


Tyneside Electrical Development, Co.—The profit for the 
year ended January 31st was £3.291, plus 21.383 brought for- 
ward. £1,100 is placed to reserve. A final dividend of 3 
per cent. on the preferréd ordinary shares, making 6 per 
cent. for the year, 1s recommended, carrying forward £574. 


Bideford and District Supply Co., Ltd.—This companv, 
which appeared in the list of “ New Companies" in our 
last issue, has invited offers for the whole of its preference 


and ordinary share capital. The list was announced to close 
to-day (Fridav). 


Reading Electric Supply Co., Ltd.—: dividend of 4 per 
cent. on the ordinary shares for 1921 is announced. £352 is 
put to writing down debenture expenses account, £5,500 to 
depreciation and reserve, and £1,779 is carried forward. 


Cia. de Electricidad de la Provincia de Buenos Aires, Ltd. 
—Holders of coupons No. 21 attached to the company’s bonds 
payable on April Ist, 1922, will receive payment at the rate of 
8s. per coupon. 
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Austin Motor Со., Ltd.—The Press reports that the re- 
ceiver for the debenture holders was paid off last week and 
a new scherne under which the business will be carried out 
by the board caine into operation on March 25th. 

South Staffordshire Tramways Co., Ltd.—A dividend of 

4 per cent. on the preference shares Is announced, and £462 
is to be carried forward. | 

Wood & Cairns, Ltd.—We are informed that the company 
has declared for 1921 dividends of 74 per cent., less tax. on 
both the preference and the ordinary shares. 

P. & W. Maclellan, Ltd.—Dividend of & per cent. on the 
ordinary shares, carrying forward £27,039. 


STOCKS AND SHARES. 


TuEsbAY EVENING. 
WiTH the end of the first quarter cf the vear, there has come 
the usual tightening process in. the Money Market, though 
this is so seasonable that it has occasioned no change m Stock 
Exchange prices. ln fact, the War Loan has attained и record 
level, and the strength of yilt-edged securities. made further 
upward progress as the War loan advanced towards 99. 
Home Railway stocks have become one of the most active of 
the markets round the House. Amongst these, Metropolitans 
are enjoying a considerable amount of popularity. Districts 
have begun to follow the leadership of ` Mets," while the 
stocks of the Underground company linger behind the others. 

The old rumour has been revived to the effect that the Great 
Western is angling for purchase of the Metropolitan. As we 
have observed апу times during the last 2% years in this 
particular column of the ELECTRICAL REVIEW, there is nothing 
very unlikely in such a project. The Great Western and 
Metropolitan are closely associated in various suburban ser- 
vices, and, with the present-day tendency towards grouping of 
companies, the absorption of various Welsh lines by the Great 
Western is not at all unlikely to be followed by that of the 
Metropolitan. Consequently, the ordinary stock has gone up 
to 394, and the company's prior-charges are also stronger. The 
34 per cent. debenture stock at 703 and the 34 per cent. А” 
debenture at a point lower are both better than they were a 
week ago. District 3 per cent. Consolidated Rent-Charge has 
risen to 55, and the company’s guaranteed stock at 69 ex divi- 
dend is a point or two harder. Central London 44 per cent. 
preference at 67 is better and almost unobtainable. "The com- 
pany ordinary assented stock is 2 higher at 64. City & South 
London 5 per cent. preferences, of the various four dates, are 
difficult to obtain at the common-quoted level of about 762. 
Tondon Electric 4 per cent, preference moved up to 69, which 
is ex dividend, and Metropolitan 33 per cent. preference at 
64 is also xd. District 44 per cent. preference has been chang- 
ing hands about 58. Underground Electric: Railways of London 
6 per cent. income debenture has strengthened to 96; the other 
issues are dull for choiee. | 

Electricity supply shares continue to move upwards. In 
every week during the past two months there have been rises 
in the lists of ordinary and preference shares. The improve- 
ments, moreover, are held in every case. It is rarely that any 
of the gains are even relaxed. Preference shares are wanted 
as well as ordinary, while the debenture stocks have become 
almost impossible to buy. City of London preference advanced 
to a guinea, and gatns ure established this week in Charing 
Cross ordinary, Chelsea—with a jump of 12s. 6d.—County of 
London, Kensingtons (7s. 6d. higher), South Londons and 
Westminsters. Provincial shares are strong, nnd Yorkshire 
Electric preference, the price of which opened after allotment 
at 4s. 9d. premium. are now up to &s. premium. North 
Metropolitan preference stiffened to 14 premium. Other new 
issues in this particular market hold their prices without show- 
mg marked features. Several companies, according to rumours 
that do not sound improbable, are likely to ask for fresh 
capital in the near future, 

There must have been a lot of selling orders about in Mar- 
conis, to be executed when the price rose to £2. Around the 
level figure. the quotation hung for several days before it could 
get away, though once the selling at this price had been 
cleared off, a further half-crown advance came about promptly. 
The market has thrown off much of the weakness which 
oppressed it at the time not long ago when the Italian holders 
were endeavouring to realise shares, and it now begins to at- 
tract a good deal of speculative attention. This interest has 
started to extend, and Canadians spurted from бз. 9d. to 
8s. 3d. Marines are a little harder at 26s. 9d. 

In the market for Cable stocks the tendency has been a little 
less firm. Eastern Extensions are 4 lower, and Eastern ordi- 
пагу lost a point. Indo-Europeans, on the other hand, are £2 
up at 37, on the reported quieting-down of the disturbances in 
the Dependency. Westerns at 184 are ex the dividend. United 
River Plates lost 1/16, and a few of the American dollar stocks 
in this market аге better. Telegraph Constructions at 24s. are 
5s. down. Henley’s, after being 39s., reacted to 37s. 6d., but 
the preference at 4} are half-a-crown better. Callenders have 
risen to 35s, 9d. British Insulated ordinary at £2 a share are 
another 3s. higher, on the excellent report just out. The 
figures make a capital showing, and the company may be con- 


gratulated upon the way in which it has come through a very 
dithcult year. British. Aluminiums fell 1/16 to 13s. Yd., and 
Edisons 6d., to 3s. öd. Siemens are unaltered at 25s. Metro. 
politan-Vickers preference at 23/16 are again 1/16 up, in con- 
sequence of the dividend announcement on the ordinary shares, 
to which reference was made here last week.  Edmundsons 
cumulative. preference at 34 have gained five shillings. 

Monterey Light & Power new issues have now come to be 
officially quoted, and stand at 34, 164 and 4 for the “A, “B” 
and ' C " respectively, Shawinigan at 153.and. Kaministiquia 
at 563 are both a point harder. "Ihe. Mexican market is almost 
dormant, and the only change this week is a rise of a point 
in Mexican Light & Power first bonds at 634. Brazil Tractions 
at 41, showing a gain of 2, follow the course set by the prices 
for the country’s bonds. Anglo-Argentine Tramways first pre- 
ference hardened to 3 5/16. City of Buenos Ayres Trams are 
better at 4 1/6 and, in the home list, Torquay Tramway ordi- 
nary shares at 10s. Gd. have risen about ls. Something of a 
feature has been furnished this week by a rise to 26s. 3d. in 
Brush ordinary shares, demand being stimulated by the recent 
report. "a 

Vickers have been a firm market at 9s. 44d., and the engi- 
neering group as a whole is very hirin. Babcocks remain at 
24. Amongst rubber shares, there is nothing doing. — The 
market is once more neglected, and no one seems to take апу 
interest 1n the share-list. 


[As in certain copies of the Enecrrican Review for March 
Ath, some of the figures appearing in the "Gross Revenue” 
and |“ Expenses "' tables were not very plainly printed, we shall 
he pleased to send a clear pull to any reader whose copy was 
not legible if he will drop a line to ‘‘ The Editors. ''] 


SHARE LIST OF ELECTRICAL COMPANIES, | 


Howm ErEoTRICITY COMPANIES. 
Dividend. Price 


^———. Mat. 28, Riseor Yielo; 
1920. 1921, 1923. fall. p.e. 
Brompton Ordinary ..  ..  .. 12 13 її, — A8 5 6 
Charing Cross Ordinary és ee 8 9 6k. + 110 
do. do. do. 44Pref. .. а 4 В — 6 18 4 
Chelsea .. ... .. .. .. 6 ^6 5; +B 5171 
City of London .. sa x 104 14 3o/- 2s 715 1 
do. do. 6 per cent. Pref. oe | 6 6 91 Г +1/- Б 14 8 
County of London  .. us ss 8 8 114 + і 6 12 0 
до. do. брег cent. Pref... 6. 6 xd | — 610 6 
Kensington Ordinary .. ..  .. 9 10 6 + # 717 0 
London Electric.. T T ee 9à 4 l4 +è 96 4 
do. do. 6percent. Pref... 6 6 42 + А 7 5 5 
Metropolitan  .. "T as se 7 7 a} +3 174 
do. 4} por cent. Pref... 4 44 BÀ P 687 
Bt. James' and Pall Mall .. eo 19 18 7 — 8 5 6 
South London .. es a "- 7 7 | + 8 7 0 
South Metropolitan Pref. .. "T 7 7 1 — 6465 
Westminster Ordinary.. ae - 10 10 6: + А 183 
TRLEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel, Pref. oe oe зе 6 6 96 P те 6 5 
до. ef. .. - 5% là ц 214 = 8 2 6 
Chile Telephone ec ee eo 6 == . 611 9 
Cuba Sub. Ord. ое ee ee ee q LJ 7 73 T 9 0 В 
Eastern Extension  .. ee e- 10 10 18x — à 6 810 
Eastern Tel. Ord. SN ‘a ee 10 10 1864 —1 673 
Globe Tel. and Т, Ord. EM .. 10 10 184 — 6 81 
do. do. Pref, ce ә 6° 6 1 == 611 7 
Great Northern Tel. oe ee ee 29 94 asi ved B 8 8 
Indo-European .. T T ee 10 10 87 +2 6 19 0 
Marconi .. «s ә . 95 16 24 . 48 713 
Oriental Telephone Ord. ee ee 13 13 3 — *$ 0 0 
United R. Plate Tel, ee ee oe 8 8 Чы ta +5 17 Ü 
West India and Panama  .. ,., NI Ni 6/- — Nil 
Western Telegraph .. ee ee 10 10 184xd *§ 81 
Номи Rams, 
Central London Ord. Assented .. 4 é 64 +9 650 
Metropolitan  .. T oe ee 1 14 894 +2 5 14 0 
о. District.. aie -- Ni WN 39 +2 BY 0 
Underground Electric Ordinary .. Nil Nil. lá — à Nil 
do, do. VAM. eo Ni Nil 55 — Nil 
do. do. Income,.. oe 4 2 71$ — *5 13 
FonREIGNM Trams, &0, 
Anglo-Arg. Trams, First Pref. .. 1 8,5 + 860 
da: do. 2nd Pref. T Na oe == * 717 8 
do. do, брег cent. Deb. b 6 74 — 6 18 4 
Brazil Tyaotions AP ais „ NM NH 4 +2 Nil 
British Columbia Elec, Rly. Pfce... б б 644 — 716 6 
do. йо. Deferred .. B 194/-- R ы *]0 18 0 
do. do. Deb. PS 654 — 679 
Mexico Trams. 5 рег cent. Bonds... N N — — 
do, до. в percent. Bonds.. Nil Nil 9 — Nil 
Mexican Light Common .. ., Nil Ni 1 = Nil 
О, . ee ee ee Nil Nil — ` Ni 
до... let Bonds .. .. Ni 6 +1 717 6 
. MANUFACTURING COMPANIRS 
Babcock & Wilcox .. ... .. 15 16 9i = 6n 4 
British Aluminium Ord, T о 10 10 14 — d = 
British Insulated Ord, T ee 15 16 2 +8/- 710 0 
Callendera 5 - T oo 15 15 35/9 +9d. 8 8 0 
, Pref. @e ee ee 64 68 19 Le 6 7 4 
Crompton Ord, ee ee oe ee 10 10 15]- ` = 18 6 8 
Edison-8wan  .. M ets ee 10 — 3/6 —€d -— 
do. до. брег cent. Deb. oe b 5 — R14 
Electrio Construction .. .. ee 10 10 20/9 +94. 91910 
English Electric oe oe ee 8 8 4/9 +3d. 16 R 4 
E E EE Bl. .. o 6 6 ү — д : : 
en. ec, Cee ee ee өө 90 үрә 
do. Ord... ce ce oe б ty 91/- — 910 6 
Henley .. ss ee se - 15 1 i —6d. 8 090 
do. 44 Pref... ee ee oo 43 43 4h дй 691 
India-Rubber .. MM эз ew 10 — . 44 e == 
Met.-Vickers Pref, ee ee eo 8 8 ay 7 6 : 
Biemens Ord, .. se оо eo 10, 10 95)" — %00 
Telegraph Соп, .. ee eo өө s0 20 24 = i % 0 0 


* Dividends paid free of Income Tax, 
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ELECTRICAL PROGRESS IN CHILE. 


Biurisu PARTICIPATION IN ContTRACT WORK. 


By PERCY F. MARTIN, F.R.G.S. 


Tur number and value of contracts entered into by the 
Chilean Government with foreign electrical firms has 
attracted. attehtion to Chile as a favourable field for elec- 
trical operation. Hitherto, British enterprise has 
played a prominent part in its hydro-electrical develop- 
ment; but, of late, competition from both United States 
and German sources has become additionally keen, with 
the result that it is now no longer a matter of facility 
to obtain concessions upon terms anything like as attrac- 
tive as before the war. Teutonic competition 1s the 
more to be feared in view of the superior advantages 
enjoved by our German rivals, first, in connection with 
their persistency in canvassing for orders, in which the 
leads—and not merely subordinate otlicials—of active 
firms engage; secondly, by’ an improved and extended 
«ean transport service; and, thirdly, bv the prevalent 
rate of exchange which enables German manufacturers 
to quote prices very much below those possible for either 
North-American or European houses. 

Chile possesses two kinds of hydrocraphic basins; 
the great depressions which extend from the Cordillera 
de los Andes to the sea, and the lesser hollows which 
collect the streams from the western watershed from 
the coastal-range. The sources of most Chilean rivers 
are found at considerable heights, while their courses 
are relatively short. "They invariably exhibit in their 
upper and middle parts, and often, indeed, in their 
lower courses, sharp inclinations which could easily be 
utilised for the generation of hvdro-electric power. 
and especially for the installation of central electric 
power-stations for the transinission of mechanical energy 
aver long distances. The network of rivers which covers 
Chilean territory permits of the utilisation throughout 
the country, and with comparative facility, of the power 
permanently developed by these streams. 

One river alone may be cited as an instance, namely, 
the Palena, which flows, at 439 45 S. latitude, into 
the south-west of the Corcovado Gulf. Navigable up to 
its first rapids, a distance of 22 miles, by vessels draw- 
ing 9 ft. of water, the river-entrance is obstructed by 
а bar of shifting sand which leaves a channel varying 
according to the time of the vear and the weather pre- 
railing in the Gulf. Past the bar, depths are found 
at low tide of 15 to 21 ft.. soundings generally giving 
irregular results. The river, however, always affords 
à channel of not less than 11 ft. in depth, and, in some 
parts, a depth of as much as 66 ft. is found. The ebb- 
tide has a velocitv of two to four miles an hour, while 
often at the first rapids the current is very strong, and 
at every half-mile there are other rapids.  —— 

Other rivers of commercial or industrial importance 
are the Аувеп, the Baker, and Pascua. The first is 
navigable for 74 miles, to near the first rapids; the 
second has a length of 97 miles, and rises in Lakes 
Buenos Aires and Cochrane: while the third, rising in 
Lake San Martin, and flowing for 35 miles through a 
narrow channel, has an abundance of water with a 
current of great strength. The Lacustrine region like- 
wise exhibits interesting characteristics from the point 
^f view of industry assisted by hydro-electric installa- 
tions. 

One of the most important hydro-electric concerns in 
Chile, known as the Compañia Nacional de Fuerza Elec- 
trica, in combination with the Chilean Electric Tram- 
ways and Light Co., Ltd., has recently got to work. 
The available capital is £12.000,000 sterling, the 
"Pater part of which will be devoted to the develop- 
ment of hydro-electric energy from the mountain 
‘reams in the central section of the Republic and the 
supply of light and power to the capital, Santiago, and 


the adjacent cities and towns. The new combination 
will be known as the Compania Chilena de Electricidad, 
Limitada, and will control the whole of the street-rail- 
way system of the capital and the electric light and 
power supply of that city, while it will also be in a 
position to furnish electric energy for the various 
industries located in the Santiago-Valparaiso district. 
The company has secured a contract to furnish the 
current required by the electrification now under way 
vf the first zone of the State railways, which under- 
taking is in the hands of the Westinghouse Electric 
International Company, with whom are associated the 
Chilean agents, Messrs. Errazuriz, Synpson & Co., and 
Messrs. Spruile, Braden & Co., of New York. The 
Campania Chilena de Electricidatd possess several 
power plants, while another hydro-electric station of 
50.000 h.p. is about to be constructed bv them. The 
plants now in operation include that of La Florída, 
located 12 miles from Santiago, with 20,000 h.p., and 
à steam auxiliary in the capital of 18,000 h.p. (now to 
be increased to 28,000 h.p.). i 

At Maitenes, 35 miles from Santiago, on the Rio 
Colorado, an additional plant is now under construc- 
tion to supply 35,000 h.p. The capital being expended 
upon this enterprise, which is almost entirely of Chilean 
origin, exceeds $3,250,000 (gold). Eighteen thousand 
h.p. is to be developed at once. This important con- 
cession has been granted to a group of British. 
North-American, and native electrical engineers, which 
includes Messrs. Perey H. Ipsen; George C. Kenrick, 
and John Tonkin. The chief engineer is Mr. F. S. 
Badger. of the firm of Messrs. J. G. White & Co., Ltd.. 
of London and New York, a specialist in hydraulics : 
while the manager will be Mr. Norman Rowe. who for- 
mnerly occupied a similar position with the Guanajuato 
Power and Electric Co., of Guanajuato, Mexico. The 
former engineer of the same company, Mr. T. K. Mat- 
thewson. will occupy a similar position with the Com- 
pania Chilena de Electrieidád, Limitada, in conjunction 
with a number of Chilean engineers of acknowledged 
ability. It is proposed to exploit a wide district com- 
prised within the area lving between the port of Val- 
paraiso, the capital city of Santiago, and the town of 
Rancagua, wherein plants are to be erected on the 
main rivers Colorado and Maipo capable of supplying 
electric energy to the extent of 90,000 h.p. This power 
will become available for industry at a price which will 
compare favourably with that of other countries in 
which electric energy is derived from natural forces. 
The obvious uses will probably include the electrification 
of future as well as of existing railways. Four large 
electric plants are contemplated in the future; but, for 
the present, one only, capable of developing 35,000 h.p.. 
will be constructed at Maitenes, where a fall of 183 
metres is available, other necessary conditions being 
equally favourable. 

A smaller project for supplying the central railway 
zone of Chile with electric power has proved eminently 
successful, and the State railway management has been 
favoured with a letter of congratulation from the 
National Society of Chilean Miners. High expectations 
have been built upon the emplovment of surplus current 
in developing several of the mining and industrial 
enterprises located in this part of the country. 

. Other Chilean electrical enterprises, either commenced, 
or about to be commenced, include the extension of the 
electric lighting service in the town of Quiritue, the 
original concession for which was granted to Sefior José 
Raurich; an electric tramway service for the port and 
city of Antofagasta, connecting the principal streets of 
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the town with the port; the construction of an electric 
power and lighting works at San Francisco de Limache, 
the concession for which was granted to Sefior Jorge 
Ariztiu; and the installation of an electric plant in the 
town of Natales, in the Magellan Territory, the conces- 
sion for which has been granted by the Government to 
Sehor Gregorio Salas. 

It has been decided that a considerable portion (over 
25 per cent.) of the 144 miles of track comprising the 
first zone of railways to be electrified in Chile shall be 
double-tracked. These sections lie between Valparaiso 
and Limache, a distance of 27 miles; between Ocoa and 
Llai-Llai, eight miles; and between Yungai and Ma- 
pocho station, a distance of 14 miles, making a total 
distance of 363 miles of double line. The track will be 
5 ft. 6 in. gauge, laid on Chilean oak sleepers and rock- 
ballasted practically the entire length of the line, in the 
first zone; for the section between Llai-Llai and La 
Cumbre (the Summit) and that between Calera and 
Ocoa, the rails will be 85 Ib., but for the rest of the 
line between Valparaiso and Santiago the weight of the 
"als will be 80 lb., and for the branch to Los Andes, 


To lb. 


In Chile, grade conditions have always proved an 


first zone, it has been necessary 


obstacle in the way of moving trains expeditiously and 
cheaply. In order to overcome this difficulty in the 
to maintain several 
'* helper " sections to handle the freight — traffic, 
while practically all passenger-trains have required 
“helpers " to ascend the Tabon grade, between Llai 
Llai and La Cumbre. With electric operation, '! helper " 
services will be eliminated, except in connection with 
the freight trains ascending the Tabon grade. Here the 
maximum ascent іх 2.25 per cent., while the Summit 
has an elevation of 2.600 ft. above the level of the sea. 
The maximum grade on the eastern slope is 1.81 per 
cent., and is located north of San Ramon. Santiago, 
the capital of the Republic, stands at an elevation of 
1.800 ft. The change to electric traction will permit 
of largely increasing the freight tonnage without the 
necessity of changing the rails, since track stresses will 
be less even with engines of greater power than those 
in service at the present time. The facts that greater 
tonnage per train can be borne, and that for equal 
tonnage the track maintenance will be less with electric 
operation than with steam. largely influenced the 
Chilean Government in its decision to electrify this por- 
tion of the State svstem. 


i 
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SPAIN ISOLATED: EFFECTS OF NEW TARIFF. 


IN his report on the industries and commerce of Spain up 
to December, 1921 (Department of Overseas Trade, 18. 6d.), 
Capt. U. de B. Charles, the Cominercial Secretary to H.M. 
Embassy, Madrid, emphasises how, after the cessation of the 
war boom Spanish producers found themselves once more 
confronted with the stern realities of competition. Through- 
out 1921 the inevitable process of normalisation continued, 
and Capt. Charles adds that, in the case of Spain, it was a 
painfully depressing process of coming down to earth. 

The heavy import tariff, so long threatened and now intro- 
duced, arose from the precipitate fall in prices which brought 
Spanish industry to a gravely necessitous state. If, however, 
the tariff remains in force, it is the opinion of many, not 
only outside, but also inside Spain, that the Government at 
Madrid will be faced with a situation for which the remedy 
will prove worse than the disease. 


In Capt. Charles's view, although a bigh 
Outlook for tarif will inevitably reduce imports of 
British Trade. manufactured goods to a mininum, and 
probably keep out luxuries and modern 
conveniences, a sufficiently large variety of requirements 
would remain to be imported. In spite of high costs of pro- 
duction, high freights and a high exchange rate, I.M. Coin- 
итеге Secretary records welcome enterprise on the part. of 
individual British manufacturers in their efforts to meet the 
Spanish manufacturer half way. This new spirit of flexibility 
is appreciated by the Spaniard and. Capt. Charles states, will 
undoubtedly bear fruit when conditions improve. At equal 
prices British goods are still preferred, owing to their reputa- 
tion for quality; in fact, within reason they often. find а 
market even at a higher price. It is this element of goodwill 
that has caused consideration to be given to British. offers in 
many cases where otherwise the price would have immediately 
ruled them out. 


With а new tariff subject. for three months after its 


eventual introduction to modifications by Treaty, it is impos- 
sible to forecast the trend of future commerce between Great 
Britain and Spain with any certainty. Much will depend on 
the success or failure of the steps taken by His Majesty's 
Government to prevent the excessively hish duties proposed 
by the Spanish Tariff Commission from being permanently 
apolied to British goods. 

Beneath the gloomy surface of things. however. certain 
basic factors give ground for hope. Spain is manifestly un- 
equal to supplying all her wants in апу event. The revuta- 
tion of British manufactures as the best still subsists, There 
are sins of unprovenment in British selling methods—though 
there is much leeway vet to be mide om eand if costs of pro- 
duction continue to moderate and freights become lower there 
wil! he every resson to. anticipsfe a re-establishment of 
trade on i sound footing, provided. that the new duties are 
not out of all proportion to the real interests of Swain herself, 
Whatever extremes the tariff mav reach there will inevitably 
remain after. Spanish industry hos done its utnest. a large 
unsatisfied demand, and it will behove the British manufac- 
turer to study the market afresh in the light of the new 
duties, with a view to ascertainine пу what wavs if mav vet 
he possible to pick up the threads of. pre-war business aod 
canture new markets, / 


For a long period high  freights con- 
tributed to keep down the influx of goods 
from abroad, but transport ceased to be a 
detennining factor, while Germany, 
France, Belgium and Italy were more than compensated for 
this handicap by the depreciation of their exchanges. The 
situation would. have been Jess acute if any corresponding 
adjustment had taken place in the conditions of production in 
Spam. But little or nothing of the kind happened. Just ах 
Spain took a long time to respond to war conditions, so it 
Is taking a long time to re-adapt itself to conditions of peice. 
A spirit of sacrifice has vet to manifest itself. Labour has 
Indeed moderated some of its demands, but only negatively. 
The attitude to mpending wage reductions is illustrated by a 
manifesto which. the local Miners’ Federation: issued to ity 
members in November, calling on them to resist the proposed 
reductions in the mining industry by force. The. coal im- 
dustry, which during the war had expanded to almost double 
its normal proportions, had been severely hit. Prices reached 
such heights that cost of production became merely incidental. 
Throughout 1919 and 1990. these conditions continued. dr 
the vear under review the bubble suddenly burst. The col- 
lapse of coal prices m Great. Britain caused a panie m the 
Asturias, Which was only saved from being more serious still 
by the British miners’ strike. As a result of frantic appeals 
to the Government, the duties are being raised on imports, 
while. the maxnnum consumption. of Spanish coal has been 
made compulsory in the Navy, on the raibways and їп the 
imines, [t remains to he seen to what extent these messures 
will suffice to meet. the crisis. The margin of price and 
quality in favour of Pritish coal is so great. that it seems 
bound to find its way into the market somehow, even though 
in reduced quantities. 

While various factors contributed. to cripple Spanish im- 
port trade there has been a marked falling off at the sane 
time in Spanish exports, mainly due to the revival of activits 
in the countries which had been at war. The British coal 
dispute not only interrupted Spain's imports of coal, but imn- 
directly, owing to the closing: of the blast furnaces in Grest 
Britain, had the effect also of greatly diminishing Spanr^ 
exports of iron ore. [n no foreign. country did the coal 
inining dispute in Great Britain re-act so exceedingly severely 
as in Spain. 


Handicaps 
on Imports. 


The Commercial Secretary analyses the 

Competition in Spanish import trade returns. Certain 

Engineering of the comments he makes relative to 

Supplies. engineering products are of interest in 

view of the representations which arv 

being made with a view to obtaining a reduction in the 
inport duties. 

Vachineru.—The statistics of the first three quarters. of 
192] indicate that the trade in machinery. has been maim 
tained, but it is probable that the final figures for the whole 
vear will show a decrease owing to the rise in duties. À 
serious alarm was eaused among importers by the Roval Pe- 
cree of June last restricting mines to Spanish sources. of 
supply for all future machinery which they naught require. 

In fixed steam and gas engines Great Britain has been 
hard pressed by Germany, and most of the fixed machines 
over 25.000 kilograms. in weight have been supplied by the 


- 


~ 


“ 


divided between Spanish and Belgian companies. 


Т have given verv good results. 


Yo 90. No. 2314, Мавсн 31,1922] THE ELECTRICAL REVIEW. 


461 


wter country. Germany also leads in semi-fixed engines, 
sdowed by the U.S.A. and Great Britain. 

(vlindrical steam generators (multi-tubular) is one of the 
д lines in which Great Britain has retained inmost of the 
trade. | 

In telegraphic and telephonic apparatus the leading source 
i supply is Germany, followed ut a respectful distance by 
urat Britain. 

Electric lamps come from Holland, Germany. and the 
TSA. in that order, but there is a large production in the 
wintry by German, Dutch and French = interests. The 
orman Increase is notable. 

In dynamos, electric motors and switchboards competition 
fr a trade some four ties as large as in 1920) has been 
eanped by Germany, which has supplied nearly half the 
ttal imports. France has, nevertheless, increased her trade 
nore than two and a-half times in the lighter weights, while 
iling back in heavy machines. A substantial increase is 
apparent in the imports from Great Britain. The U.S.A. 
hardly maintained her trade in machines under 400 ku., but 
has gained considerably in machines above that weight. 

Hydraulic motors are mainly supplied by Switzerland and 
Germany. 

Great Britain retains the lead in cranes with about half 
the total trade, but France and the U.S.A. have supplied in- 
rreasing quantities 

In pumps Great Britain has been. overtaken by both the 
TSA. and Germany. 

Great Britain also leads in textile machinery, with some 
3 рег cent., but Germany has gained more ground during 
the vear. 

In machine tools Great Britain has fallen behind. though 
nit o much as the U.S.A. More than half this trade is now 
in the hands of Germany. 


The report contains some interesting 


Industrial remarks on the progress of engineering 
Progress. production. in Spain. Tt will be recalled 


that in connection with the big Spanish 
rulway contract an order for wagons was allotted to Spanish 
fius and one for passenger coaches and luggage vans was 
A Bar- 
lona works received an order. for М) locomotives, five of 
Ае have already been delivered, Their trials are said. to 
Other firms. amongst wham 
еМ be mentioned the Sociedad Española de Construcción 


Babcock y Wilcox, are proposing to extend their operations 
to the manufacture of locomotives and spare parts. = With 
the heavy increase in Customs duties on imported locomotives 
and the special Government facilities granted to Spanish: 
firms undertaking this class of manufacture, the output from 
Spanish shops should show a large increase in the coming year. 
The new shops of the Sociedad Española de Construcción 
Naval at Reinosa have now begun. to supply special steels, 
forgings and castings to all the company’s works in Spain. 

Aluminium kitchen ware is manufactured, but with no 
great success. The Toledo steel manufacturers have remained 
abreast of competition. Eibar is a centre of increasing indus- 
trial unportance, and now manufactures, besides firearms. 
large quantities of engineers’ tools and = small agricultural 
hand implements, which are exported to South America. In 
Vizeaya and Guipuzcoa small machine tools are now being 
manufactured: with considerable success. 

During the vear under review hydro- 

Hydro- Electric electric development has been principally 

Works. confined to installations of small horse- 

power, although construction is proceeding 

on а number of important installations in different parts of 
the country. 

Mention should be made of the new power station. erected 
by the Ebro Co. at Camarassa to the North-west of Barcelona, 
where the plant, which is one of the largest, if not the 
largest, in Spain is now in operation, giving 150,000 h.p. to 
the industry of Cataluña. 

The Hidroeléctrica Espanola. the second most important 
company in брат, have nearly completed construction on 
their station at Dos Aguas, the junction of the rivers. Jucar 
and Gabriel. to the south-west of Valencia. This station will 
give some 100,000 h.p. when completed, and will no doubt 
help to improve the inadequate power and light service of 
Madrid, where the demands have increased so enormously in 
the past few vears that the existing stations are quite in- 
sufficient to meet the requirements. The problemi in Madrid 
is certainly verv acute, and it appears within the bounds of 
possibility. that a large steam power station will have to be 
erected to make Madrid independent of power stoppages due 
to an inadequate rainfall. 

The enormous potential horse-power of the Ebro and Duero 
rivers is stil unharnessed, although it is said that the inter- 
national difficulties have nearly been overcome and develop- 
ment is now not likely to be long delayed. 


INDUSTRIAL ELECTRICAL HEATING. 


A eee on *' Industrial Electrical Heating; its present 
Paton and future prospects," was delivered to members of 
the Shefeld Gas Consumers’ Association, on March 13th, 


ty Mr. J. G. Pearce, B.Sc. (Eng.), A.M.[.E.E. (Metropolitan- 


Vikers Electrical Co., Ltd.—Research department). The 
irt part of the lecture reviewed the supply of electricity 
cenerally, tracing its progress in lighting and for power, and 
ating up to the growth of its emplovinent as a heating 
aut. The speaker gave a number of examples of the use 
ж electrical heating on a large scale for industrial purposes, 
ind said that only the surface of an immense field had been 
юе. The part of the paper of greater interest to our 
feviers was that giving many details of furnaces at present in 
ue. as Well as of others in course of construction or projected. 
Daing with industrial electric heating in the United States, 
Mr. Pearce said that in the latest type of resistance furnace em- 
Poved the resister was actually put inside the furnace so that 
I rvliated heat directly to the material to be heated . А small 
mitte furnace of the type made by the Westinghouse Co. 


hed a loading of 6.8 kW and reached 2,000 deg. F. in 75 min- 
ites: X) steps of temperature control could be obtained be- 


_ lor heat-treating gun forgings. 


heen 500 deg. F. and 2,000 deg F. During the war very 
tuiderable strides were made in America in the applica- 
боп of wire-wound furnaces, and the largest types were used 
These large furnaces used 
поте ribbon in sections up to 2 in. wide by 4 in. thick in 
kops supported by refractory insulating members projecting 
om the wall of the furnace. The walls of such a furnace 
mht be 4 in. thickness of refractory and 9 in. of heat-insu- 
ation. Tn one such equipment there were four furnaces and 
! quenching tank. The furnace was & ft. high and 6 ft. in 
litter inside. The rating was 400 KW at 440 volts. 60 
Seed а.е. Tt was found that 12 three-inch tubes (22.300 1b) 
vok 1880 kWh., and three four-inch water jackets (1.1700 Ib.) 
bok 20458 kWh. The weight per kW-hour was 11.95 Ib.. 
Wing 9900 kW-hours per ton, ie.. at the price of Shettield 
mwer, about 20s. per ton. The operating cost in the United 
utes was 12s. per ton. The gas advocates said it needed 


n cu. ft. per ton to harden or anneal steel and 
C cu, ft. to temper and normalise it. At the 
məf favourable Sheffield rates this would cost 30s. 


and 10. 6d. per ton respectivelv. A Coventry firm found that 
t would рау to melt brass electrically at 2d. per kWh. Tt 
Ne cost 33s. per ton in Sheffield by gas, or about lds. 6d. 
у electricity in Sheffield. With ordnance, of course, cost 


was not a major consideration, especially if the risks of dis- 
tortion and cracking with other methods of heating. were con- 
sidered. ‘Tbe time taken to heat was from 54 to 6 hours. The 
radiation loss was 70 kW, 75 kW being predicted by the de- 
signer. The steel was hardened at 1,450 deg. F., and tempered 
at 1,150 deg. F. The pyrometer was sensitive to + or — i of 
1 per cent. of the range. Of these furnaces 22, aggregating 
70,000 kW were built during the war, the largest being 8 ft. 
by 88 ft., internal dimensions, rating 700 kW, and yet this 
was only half the total of resistance furnaces at present 1п- 
stalled. A furnace was under construction of 10 ft. 6 in. dia- 
meter, 105 ft. high, taking 2,850 kW, and 320,000 1b. of steel. 
The resisters were found dependable and permanent, having 
a life of about two years. Joints were welded when required. 
The furnace was fitted with several zones, each independ- 
ently controlled for temperature. The temperature control 
was effected by having two thermo-couples in each zone, one 
near the charge and one near the resister. When the charge 
was put in the couple recorded a fall, and the absorption. was 
so rapid that the temperature fell, but recovered ultimately 
the temperature curves advanced and approached each other. 
In this case the difference between the two due to radiation 
was 50 deg. F. . | 
Mr. Pearce showed by means of a slide an annular ring 
furnace used for carburising and annealing motor parts. The 
outside overall diameter was 19 ft., height 7 ft.. hearth dia- 
meter 15 ft. outside and 5 ft. inside, making the annular ring 
of the furnace 5 ft. wide. The heating chamber itself was 
2 ft. high. The rating was 270 kW at 440-V, three-phase. 
6O cycles. The main heating zone was at 1.580 deg. F.. and 
there was a soaking zone at 1,525 deg. F.. temperature being 
automatically controlled and recorded. This furnace took 170 
kWh per ton of steel, i.e., about 17s. per ton, at the Sheffield 
price of 1.2d. per kWh. The charge was 3.000 lb.. and 
the hearth revolved at six speeds, from 30 to 75 mimutes per 
revolution. When shut off at night. it would anneal a furnace 
full of iron and steel castings before the morning—when it 
reached 1.000 deg. F. In 10 minutes after starting it was back 
at 1.525 deg. F. for hardening. The advantages found from 
experince were as follows :—No cistortion of long parts, due 
to uniform heat absorption; temperature, and time, and rate 
of heating were under absolute control; scaling was elimi- 
nated and only a flash pickle was required on annealed material 
instead of 3 to 4 hours on annealed material; physical pro- 
perties were more uniform; handling labour was halved; there 
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were no rejections for faulty heat treatment; and hardening 
was made mechanical. - 

Turning to English-made furnaces, the speaker dealt with 
the Wild-Barfield radiation furnace, in which the winding 
was put round a quartz cylinder. The furnace was combined 
with an arrangement for automatically determining when to 
harden. The point above which steel lost its magnetic pro- 
perties Was the quenching point, so that when the steel 
failed to cause a current to flow in a detector coil round the 
mufte it was removed and quenched. This furnace. took 
95 kW. 70 lb. of work being produced per hour. At 1.94. 
per kWh it cost about £2 a ton to run and turned out about 
25 ewt. per 40-hour week. Ft was claimed that a gas furnace 
cost £7 Ts. per ton to treat hacksaws: this was reduced to 
£2 lls. per ton with this furnace. The Morgan Crucible Co. 
had developed a crucible furnace in two sizes of 20 Ib. and 


200 lb.. the heat being generated by current which actually > 


passed through the crucible. These sizes took 15 and 30 КУА 
respectively. In. the 200-lb. size, to melt 100 lb. took 27 to 
35 kWh. when cold—time 2 to 24 hóurs, and 17 to 24 kWh, 
when hot—time 1 to 14 hours. 

The Leeds Electrical Construction Co. had developed several 
ingenious appliances for electrical heating. One of the most 
interesting applications was for rivet heating, and electrical 
heaters for rivets could be taken to situations were other 
forms of heater were impossible. In America a special type 
had been developed in which the rivet completed a circuit. 
One American finn using 55 rivet heaters in. one department 
found the electrical cost to be Is. 8d. per 100 1b. of rivets. Oil 
heating cost Ss. 6d. per 100 Ib. The consumption was 14 kWh 
per 100 Ib. The same firm had an automatic plant for harden- 
ing and tempering steel strip. Alternating current was actually 
passed through the strip and the temperature could be ad- 
justed within fine limits. Heating was done in a neutral at- 
mosphere and no scale was produced. The strip was treated 
in a chamber of phosphor bronze castings lined with refrac- 
tory, and an oil trough was used for quenching. After this 
the strip was reheated and quenched for tempering and wound 
on revolving drums. The cost was stated to be one-half the 
cost of gas if the basic figures were 2d. per KWh and 4s. per 
1.000 eu. ft. Progress on these lines had also been made in 
the United States, and in many cases material of uniform cross 
section was heated by direct) resistance. or induction (eg. 
thinwalled nickel-steel tubes). | Furnaces working on the re- 
sister principle, but using non-metallic resisters, had been em- 
ployed for many years. Among recent developments a small 
furnace built up of carbon rings and made by the N.P.L. was 
of interest. It was very successful, but as vet only used for 
small furnaces. The Baily furnace, using a granular carbon 
resistor, was also very successful on a commercial seale. Tt 
took time to heat up and was relatively less efficient than other 
furnaces, but it was certain in operation and gave no elec- 
trode troubles. Soaking pits for hot stripped ingots bad also 
been made by Mr. Baily, and reheating furnaces for hot 
blooms and billets. The present unsatisfactory features of 
soaking pits which caused lack of uniformity in ingot tem- 
perature. excessive oxidation, and high labour charges had 
led to the electrical pit. It eost in one installation. ТЕ. per 
ton to keep ingots hot at 2.100 des. F.. Is. 6d. per ton to 
boost ingots at 1,00 deg. F., and әх. Td. per ton to boost 
ingots at 1.500 deg. F. to 2100 deg. F. Tt was suggested thet 


steel rails could be treated for 25s. per ton with power at Id.. 


per kWh, with remarkable consequences in improved physi- 
cal properties. 

These applications were all in the iron and steel industries, 
but recent developments had included heaters for the nrodr-- 
tion of svnthetic nitrogen, m which 40 kW of power was dis- 
sipated in a space ? ft. long and | ft. in diameter. annealing 
ovens for the tin-plite industry. and all sorts of furnaces for 
glass annealing and meting, The economy obtained im. re- 
pair work bv electrie welding was extraordinary. Damage to 
a German ship estimated to cast £8,000 эр twelve months 
to replace had been repaired for £500 in 52 hours. : 
e It would be aereed that the potentialities ef electrical enevev 
as а beating avent had searcely been tovehed. The canver- 
son oof the heat. energy of coal to electricity: was really an 
advantage because it epobled us to take aovwhore we liked 
iust the hept needed without waste, and it had a series of 
incidental advantages possessed by no cther fuel. 
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Electricity Supply Costs.—In The Cost Accountant (the 
official Journal of the Institute of Cost and Works Account- 
ants) Mr. C. W. Charlesworth, of Wolverhampton Corpora- 
tion еселену Department, is publishing a serial article on 
'" Electricity Supply, with special reference to the Còst of 
Production of Electrical. Energy.’ Mr. Charlesworth, whose 
exhaustive paper at the T. M.E.A. Conference last vear was 
regarded as an important contribution to. the literature of 
electricity. supply administration, deals with the subject very 
fully, showing how sound methods of costing сап be applied 
to the industry, and giving numerous examples of suitable 
forms, time sheets, stores warrants, accounts, &e., in full 
detail. The article will be found interesting and useful ta 
managers nnd accountants engaged in electricity supply, 


CO-OPERATIVE ELECTRICAL PUBLICITY. 


DiscussioON AT BRISTOL. 


Ат the first informal meeting of the members of the Western 
Centre of the Institution of Electrical Engineers, at Briso., 
Mr. J. W. Beauchamp, director and secretary of the B.E.D.A, 
lectured, with the aid of lantern slides, on the subject of " The 
Work of the British Electrical Development Association, and 
upon Advertising in Connection with Engineering and Fle. 
tricity Development Generally." 

The speaker said that there was а tendency for the genera) 
form of advertising to increase, its object being to enhance 
the prestige of the industry represented, to stimulate publi 
interest in its products and to make people more receptive ui 
the particular advertising carried out by individual under- 
takings supporting it. If properly carried. out, such work 
added definitely to the return secured by the э ordinar: 
advertising or selling activities of the individual firms repre- 
sented. Perhaps the earliest notable example of this clas 
of work was to be found in the operations of the British 
Commercial Gas Association, now established for many years 
under the most able direction and supported, it was san. 
by 85 per cent. of the gas undertakings of the country, shi 
contributed to its funds on a scale considerably higher than 
that called for by the E.D.A. Electrical development in c 
operative form had been in progress in America. for sone 
vears—there were in that country two associations :—Thr 
National Electric Light Association—to a great extent тезге 
senting the supply undertakings: and the American Societ 
for Electrical Development—largelv supported by the manı 
facturers and contractor dealers. The E.D.A. was їп іо 
with these bodies, and interchanged literature and communi 
cations with them. The advertising work of the London 
traffic combine and the Т.С.С. Tramways, might almost re 
suid to fall in the same category, and although in earch 
case carried out for the benefit of a single organisation it 
was intended to stimulate the travelling habit. 

Joint "demand-building" campaigns of this sort had also 
been carried out more or less thoroughly in other industries 
It was difficult to conceive any publie service which lent 
itself better to propaganda of this class than the electric: 
industry. ~ Such associated efforts soon revealed many 17: 
culties internal to the industry and afforded a means, d 
discussing and removing them, and the maintenance of : 
united front against attack by competitors, and also a means 
of removing misunderstandings from the public mind. I 
short, such work was educative. and could be made of a 
really elevating character if carried out on behalf of. sore 
thing really useful and kept free from exaggeration. 

The success of advertising. particularly advertising «hi 
was unassociated with апу particular name, depended ver 
much upon the nature of the subject. In this respect te 
were fortunate, electricity always had a Press of its own: 
it appealed to the popular imagination and it was very e 
to do the advertising work in such a manner that it became 
educative and attractive. 

Where a suitable trade name could be invented in canner 
tion with an article, it was frequently well worth while t 
spend a great deal on emphasising the trade name, rathe 
with the view of inducing the public to use the name а + 
part of the language, than with reference to a particula! 
firm. In the minds of many people any small camera 1 ғ 
" Kodak," and already ladies began to talk about and 24 
for '' Hoovers " when they meant suction cleaners, by whi! 
term they did not know them. At the present timo. althoug! 
hoth supply undertakings and contractors were doing nin 
advertising than formerly, it was principally carried out b 
the manufacturers, each pushing his own goods and name 
but the success of all sections was founded on the growth ir 
the public demand for the electric method. 

Costly advertisements circulating over wide areas. сөп 
only be immediately effective in those parts where their ар 
peal was supported by reasonable charges for electricity, th 
presence of adequate distribution systems, facilities for wirinz 
«е. and for some classes of apparatus, also by hiring systems 
showrooms and a general disposition to take load-huildin 
seriously and provide an all-round publie service of electri 
citv. 

The internal work of the E.D.A. tended to remove restr 
tions and bring about more intensive local support to th^ 
advertising campaigns. | 

Turning to the position of the E.D.A., Mr. Beauchamp s" 
that in January its membership consisted of about 5x! 67: 
tributors amongst supply undertakings, both company a 
municipal, the manufacturers and the contractors. The 
Council of the Association was very representative and has 
heen formed by election of a certain number of mien pels 
on behalf of each of the sectional associations. On the ub 
committees there were a good many co-opted persons select" 
on account of their interest in specifie problems which cu 
before the Association from time to time. Municipal supr 
undertakings were able to become members and contribut 
to the funds of the Association under Section 30 of the Fle 
tricity Supply Act. 1019, and generally the Electricity M 
inissioners were very helpful and sympathetic. Manufacture 
and contractors paid a fixed sum per annum, supplementa 


~ 
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Pp to which, many had given special contributions towards the 

AR оу There was no doubt that the work done во far had 

i conferred a considerable amount of benefit on those who had 

| pot joined the Association—a state of affairs which only 
! peded to be explained in order to be remedied. 

[һе Domestic Committee was interested in any problems 


Р 
E relating to electricity in the home, and domestic load building; 
ir. it had collected much information on heating, cooking, &c., 
he which was at the disposal of members. | | | 

^ The Tarif Committee existed for the consideration of any 


: 7' patters connected with rates and charges for supply and was in 
x dose touch. with the Commissioners with regard to methods ot 
nyt. charging and the prospect of generalising multipart systems and 
‚ү > apporting them by suitable legislation. Publicity " matter 
. ^ wuld be had on application, and material for editorial articies 
TN ш electricity and its uses was sent out from the E.D.A. 
^ wees and given to writers of articles and books. The Coun- 
^ al was anxious for, the series of salesmanship conferences, 
^ mnnng in London at present, to be taken up by provincial 

"Centres. The E.D.A. was associated with a number of other 

А " wes interested in housing, sinoke abatement, health, &c., 

"|^. dnd was represented on various committees dealing with such 

5^. gibiects as wiring rules, unemployment, certification of con- 

“CL actors, electric vehicles, &c. 

"*: Mr. Beauchamp then outlined the policy of the E.D.A., and 

"* . aid that often statements and facts were presented in a 

ui way which engineers might think undesirably elementary or 

"Ur oven childish, but these messages had to be very brief, in 

itx the simplest language, and designed to attract and rivet at- 

eS tention by means of slogans or happy turns of phrase. 

"5^ His committee was strongly of the opinion that somethin’ 

it more should be done by all sections of the industry to take 

"I. the public into their confidence, to let the public know, in 

i> simple terms, a little more about the problems and difficulties 
fof the supplier, contractor, and the maker of electrical mater- 

í' hk to let them understand how the ultimate service of 
uL eeetrieity depends upon the happy joint working of those 
t4 three sections, and to bring about amongst everyone in the 
'? industry a fuller realisation of the fact that the consumer 
wo des not buy electricity or electrical material because that 
‘= js particularly what he wants, but that he buys and uses 
" the combination of electrical energy and electrical appliances 
+ ' inorder that he may secure in a form most convenient and 
rt eeonomical to him the actual light, heat, or power which he 

is really needing. 

In the ensuing discussion, Mr. WALKER said that he con- 
sidered that nothing could beat the personal canvasser. ‘Lhe 
propaganda work which was being carried out by the Associ- 
+ ation would assist the contractor, the dealer, in fact every- 
^. body connected with electricity. He would like to know 
с sométhing more of the film which the E.D.A. proposed screen- 
ес. Ing. The research department of the Association should prove 
» of mmense value to the industry. Electric cookers wanted 
x» working out on new lines, they were at present too much like 
А gas cookers. 

- Mr. Roperts thought there was one problem which the 
E.D.A. could tackle right away, and that wus to appoint a 
committee to trace the origin of unknown fires. Almost 

» every fire the origin of which was obscure was attributed to 
the fusing of an electric wire. 

Mr. F. W. Prosser (sales manager, Bristol Electricity De- 
partment) said it was necessary that an active local campaign 
should be carried on simultaneously and the various inquiries 
followed up to the fullest extent. He was very interested in 
the conferences on salesmanship, and he would be glad to 
hear that similar conferences could be arranged in provincial 
centres. 

Mr. F. L. Tuomas (installations engineer, Bristol Electricity 
Department) thought there was a lot of room for education 
as far as consumers and users of electricity were concerned. 
There existed gross ignorance as to the functions of the 
various apparatus placed on consumers’ premises. 

Mr. A. J. Newman (deputy engineer, Bristol) said that 
the address he had the pleasure of hearing dealt chiefly with 
the wavs and means of increasing output, but he supposed 
the E.D.A. also provided engineers with data relating to 
diversity and load factors so as to enable them to fix their 
charges for various classes of supply. Some information upon 
the subject would be of great assistance. 

Mr. T. Hoop (Messrs. T. Hood & Co.) said that the con- 
tractors, as a body, had a big grievance against rings—unless 
they were polite and looked after the business and signed 
this and. that thev were shut off altogether. "The prices as 
agreed by the various manufacturers were those which were 
current in the least efficient of that particular group. 

Mr. C. T. Annan (South Wales Power Co., Ltd.) said that 
thev had no difficulty in disposing of ilat irons and hot-plates 
and there was a big field for washing machines. Electri> 
cookers were too big, as most of the ininers were supplied 
With free coal. He considered that pamphlets and posters 
Printed in Welsh would be a great advantage. 

Mr. A. С. McWuirter considered that co-operation should 
he carried out to the fullest degree between the manufacturer, 
the factor, and the contractor, with the supply authority. 
They should all meet together and diseuss the question of 
Pushing electric sales on. the lines Mr. Beauchamp had shown 
them. Salesmanship could be discussed at these meetings 
and young men encouraged to attend. 
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Mr. J. W. BeavucHamp, in the course of his reply. stated 
that personal canvassing was very important, but trained 
canvassers would have to be paid a decent wage. > Useful 
work for women could be found in this direction. Cooks had 
been brought up to adjustable dampers and they treated 
electric cookers in precisely the same way as they would a 
coal fire—they had to be taught the switching habit. He was 
glad to hear Mr. Prosser’s remarks, and if he eared to go 
further with the matter he (Mr. Beauchamp) would be only 
too pleased to render him assistance in urranging a salesman- 
ship conference in Bristol. Local newspapers were very good 
mediums for advertising, but she advertisements must be 
drawn carefully and cleverly. Then there were local show- 
rooms and exhibitions, but it was necessary to make a local 
study of the problem. There was little information so far as 
regarded diversity and load factors, although some information 
had been obtained from America and a few places in England. 
Mr. Hood raised a very delicate topic. The question of ring 
discounts was very vexed and an informal conference tact- 
fully arranged might lead to some solution. 


AN UNDERGROUND E.H.P. CABLE. 


THE British Insulated & Helsby Cables, Ltd., has sent us 
Some particulars of work recently carried out for the North 
Metropolitan Electric Supply Co., Ltd. The work consisted 
of the laying and jointing of 61 miles of .05 sq. in., J-core 
single-wire armoured 20,000- V. cable, and the same length of 
combined screened pilot and telephone cable, both laid in the 
same trench. The feeder will be protected by means of the 
" Merz-Beard `` protective System. 

The route is from the Supply Company's power station at 
Hertford to a new sub-station at Welwyn Garden City, and 


1716. 1.—5£.H.P. JOINT. 


the cable forms part of an inter-connector between Hertford 
and the North Metropolitan Co.'s generating station at St. 
Albans. Both cables were laid direct in the ground with a 
protective covering of creosoted boards. The normal depth 
of trench gave 24 in. of cover throughout. One mile of the 
route lies alongside the G.N. Railway Co.’s branch line to 


Fic. 2.—R.H.P. JOINT, WITH BOTTOM HALF OF LEAD SLEEVE. 


Hertford, and includes three river crossings, for which special 
girders had to be provided. The remainder of the route 
follows the Hertford-Welwyn road, and thence across arable 
land to the sub-station. The whole work took exactly nine 
weeks, and the average number of men in all gangs was 60 
and the maximum 79. 

'" Vernier " copper 


braid and patent baffle plates were 
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used in jointing, the joints being protected by creosoted 


boxes with sheet-iron tops. | 

The cable was tested for 15 minutes by means of a сан 
unidirectional testing set with 80,000 \ between cores A 
60.000. V between cores and earth. The illustrations (figs. 
and 2) show the jointing arrangements. 
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THE UTILISATION OF WASTE HEAT 
FROM POWBR STATIONS. 


Tue papers upon the use of exhaust steam and waste heat 
from generating stations by Messrs. C. Ingham Haden and 
F. Н. Whysall (abstracted in our issue of January 27th. 
p. 139) were read at a meeting of the North-Western Centre 
of the INSTITUTION OF ELECTRICAL ENGINEERS 1n Manchester on 
February 21st. | 

In ihe ёл шша discussion Мк. S. L. PEARCE said: that there 
was a good theoretical case for the use of waste heat, but 
the theoretically-perfect and the commercially-practicable 
were rarelv attained together. Ile questioned the accuracy 
of the conversion-efficiency figures for gas and electricity 
works. The ећсіепсу of gasworks was probably more like 
37 per cent. The ratio of 14.56 per cent. for electrical 
stations was no doubt correct for the older stations. [here 
was every reason to hope for 20 per cent. in the future; one 
station was aiming at, and expecting to get, 25 per cent. | At 
the same time, what was really required was à comparison 
of utilised heat units; he thought that there was no ditliculty 
in proving that to give a definite amount of heat to the con- 
suiner involved a smaller destruction of coal at a modern 
electricity works than at а modern gasworks. After query- 
ing one or two other figures, Mr. Pearce said that one of the 
first. diffieulties in the utilisation of waste heat was to find 
а market for it; then transmission methods had to be con- 
sidered. There were three methods in general: First, steum 
might be drawn off through a condensing turbine or con- 
densing engine after partial expansion—in this electricity 
supply was the primary object. Secondly, separate boiler 
plant could be put down, together with non-condensing 
yenerating sets, to deal with the heating load in the vicinity 
of the station—this would make beating the primary object. 
The third method was to supply live steam direct. The posi- 
tion of the station in relation to the heating load would 
determine the use of a particular method. A further problem 
was the difficulty of co-ordinating the heating and lighting 
loads; many suggestions, such as '' thermal storage." had 
been made for dealing with this. In Manchester live steam 
had to be used at times. lle considered that Mr. Haden's 
curves presented the case for steam heating in too favourable 
a light. Emphasis should be laid on the commercial aspect 
of the problem. Mr. Pearce gave some figures which indi- 
cated the high cost of subways and ducts. He did not think 
they would ever obtain sufficient revenue to cover the cost 
of supplving steam. 

Mn. J. Енїтн advocated unbiased consideration of the two 
services—electricity and heating. The interests should be 
combined to benefit the community as a whole. He main- 
tained that the demands for electricity and heat in factories 
were of the same order of magnitude. It was the latent 
heat. in the steam which should be used. This would best 
be obtained by running the station on low vacuum with 
calorifiers taking the place of condensers. The vacuum on 
the steam side of the calorifier would be under the control 
of the station and varied according to needs. With regard to 
transmission, new towns should be laid out to allow of this. 

Mn. F. BiGGiN said that the heat losses in transmission 
were small. The objection to increased boiler power could 
he met with the argument that this was balanced һу the 
elimination of numerous small and wasteful boiler plants 
elsewhere. He quoted the example of a combined lightme. 
power and heatme installation which was saving £7,000 a 
year by the use of a single heating system supplied from the 
station, instead of a number of small systems. 

Mn. D. Brownie said that although converting a station 
from. condensing to “ pass out" would mean а large drop 
in power it would pay the country to install more plant and 
sell the heat. Transmission losses cnly amounted to about 
$4 Ih. of steam per square foot of surface ner hour. 

Mn. H. C. Lamp put forward some illustrations to show 
that it was impossible to balance electrienl and heating loads, 
even in such a favourable district as Manchester. 

Mn. Хкһзох Habes wished to see co-operation between 
gas and electricity works and other publie services, which 
would lead to a more satisfactory position as regarded heat- 
ing. Fle mentioned that 336 towns in the United States had 
central heating stations: most -of them were supplied with 
high-pressure steam, and the stations were under the control 
of and worked in conjunction. with the electrical stations. 

Mn. А. B. Ммллххох said that not only the load factor. 
but also the pressure factor had to be considered. The pres- 
sure could be standardised for supplying dwellings, but manu- 


facturing processes required varying pressures. He spoke 
of the encouragement which would be given to manufac- 
turers to put down mills near a works from which they 
could obtain both power and heat. 

Mr. W. Eccies and Mr. Sttsss also spoke. 

Мк. C. І. Hapen, in reply, said that many electrical engi- 
neers would be converted to the idea of the combined heating 
and generating plant if they investigated the subject. 

Mr. WuvsaLL said that it did not pay the users of low. 
pressure steam to install reducing-pressure plant unless they 
could sell their surplus electrical energy. He advocated co 
operation between manufacturers and supply authorities for 
this purpose. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


DINNER AT NORTH-WESTERN [.OCAL CENTRE. 


THE annual dinner of the North-Western Centre was held at 
the Midland Hotel, Manchester, on March Ath. Ald. W. 
Walker (chairman of the Centre) presided, and amongst the 
chief guests were the President of the Institution (Mr. J. S. 
Hightield) and representatives of the electricity supply in- 
dustry, educational institutions, the municipality, «е. 

The loyal toasts having been duly honoured, Mr. W. Crate 
LkEs proposed " The Institution of Electrical Engineers,” 
and, in doing so, thought he was not exaggerating when he 
suid that the T.E.E., with its membership of 10,000, was the 
largest institution. of its kind in. the world. An institution 
that could survive fifty. years and keep on growing must be 
fulfilling. some dmiporiant function, and it was a matter to 
be proud of that Mynchester was the centre of its work. He 
thought that if some of their old members, like Siemens an: 
Kelvin, could be brought back and see the immense wors 
the Institution bad done they would say that the task the 
had started had been worthily maintained. On behalf of 
Manchester he was heartily glad to welcome Mr. J. S. 
Highfield, president of the Institution. | 

Мк. HiGnurikELD responded to the toast. The Institution, 
he said, for many years now had been trying to keep in 
touch with the commerce of the country, as well as with 
science. Without trade the work of engineering and of all 
science would be as nothing. He was glad to be able to in- 
form them that the last stage in the Royal Charter had bee: 
completed, and the new by-laws had been unanimousi 
approved at a meeting held the previous evening. he 
Council owed a great deal to the members of the local Centres 
for assistance in framing useful by-laws. They were gon; 
through hard times in the engineering trade, but electricity 
supply was the foundation of the whole engineering 
business. So long as supply flourished all other branches oi 
electrical engineering would flourish. He understood that 
When suggestions were made in South-East Lancashire for 
improving electricity supply by setting up what һе would 
call a Gilbertian body, consisting of all sorts of people elected 
by other bodies, responsible neither to ratepayers nor to 
shareholders, they said '" No." He thought they were right: 
in fact he knew they were right. Electrical engineering 
carried a great many other trades оп its back, and he hoped. 
therefore, that they would go forward and gather strength 
in good comradeship. 

The CHAIRMAN proposed '' Our Guests," who, he said, were 
the leaders of men, organisers and captains of the community 
in that area. He was sorry that the Lord Mayor could not 
be present, because it was forty years since they had had ar 
engineer as lord mayor. He hoped it would not be forty 
years before they had another. With the number of tech 
nical organisations in Manchester it was becoming increas 
inglv difficult to give attention to the work of each of them 
He thought, therefore, that it would be advisable if the older 
societies got together to see if a proportion of the meetinss 
could not be joint meetings. That evening they met under 
the shadow of a cloud—he referred to the engineering crisi 
into which he was afraid there was a tendency for other 
societies and bodies of men to be drawn. From his knowledge 
of both sides of the dispute he believed that the trouble aro% 
very largely from a misunderstanding of the true facts of 
the ease. There was no doubt that a large number of nen 
believed that a deliberate attempt was being made to injure 
the trade unions. but he could sav that such was not the 
ease. He hoped that suspicion would be soon dispelled. an? 
that both sides would soon come together, as ultimately they 
would have to do. 

Dn. H. F. Parsuarr, in his reply, said it was a pleasure to 
come to Lancashire because the county got hold of the ensi- 
neer's end of things. In the south they had engineerin: 
adulterated. The engineering intelligence of Lancashire wis 
of the highest order. | 

After the speeches there was an interval for an inform! 
talk amongst the members, after which a musical programme 
was rendered, | 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars oy new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


` 


A Simple Magneto Tester. 


Having in mind that modern petrol motor cars not only 
comprise magnetos for ignition work, but also dynamos, 
motors, batteries, and lamps, quite a number of garage pro- 
prietors and motor repair firms are now devoting special at- 
tention to electrical repair work, and in some instances simple 
testing appliances have been devised. The accompanying 
illustration (fig. 1) depicts the simple magneto testing arrange- 
ment which is in use in connection with the repair depart- 
ment of the EASTERN GARAGE Co., 418-413а, Romford Road, 
Forest Gate, London, E. Аз will be seen, it comprises a 
wooden platform, at one end of which is mounted a driving 
wheel with a handle; at the other end is an adjustable stirrup 
and clip so arranged as to be adaptable to any make or size 
uf magneto. Secured to the wooden base, behind the clip, 


are four terminals to which the leads from the magneto dis- 
tributor can be instantly secured, the terminals being also 
winected up to leads to which sparking plugs may be at- 
tached. Towards the rear edge of the stand is an iron Баг 
twisted to form its own uprights; the bar is provided with 
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Fic. 1.—A SIMPLE MAGNETO TESTER. 


* four equi-distant threaded holes to receive the sparking plugs. 


To test a magneto, it is only necessary to secure it to the 
stand, slip on the driving band, and turn the handle. As the 
ratio of the pulleys is about 4 to 1, the machine can be run at 
a good speed, and its working checked by means of the spark 
given at the plug terminals. | 


Large Hand-operated Cable Winches. 


The cable winch illustrated in fig. 2 is one of two designed 
TELEGRAPH ` 


and manufactured by Messrs. W. T. HENLEY’S 
Works Co., Larp., Blomfield Street, E.C.2. which have re- 
ently been shipped to a large firm in India. These winches 
are being used in connection with the sinking of two mine 

is necessary to use motor-driven sinking 


shafts, where it is 
punps. The feeding cable for the pump motors was also 


length 1s 
3-core cable, 
steel 


each 
itiga .75 80. 10., 
rubber insulated, armoured with special high tensile 
Wire, and jute braided, the overall diameter being 3$ in. 


manufactured by Messrs. Henley’s, and 


1.014 ft., and weighs 71 tons. 


It was specified that the winches should be operated by 
hand, and it was therefore necessary to provide gearing giving 
а reduction of 524 to 1. This reduction is obtained by means 


of bevel, worm and spur gearing. The large spur wheel is 
6 ft. 14 in. diameter, and, as can be seen from the illustration, 
torms a part of one of the drum flanges. Instead of a shaft, 
heavy hollow cast-steel trunnions are attached to the sides of 
the drum. The necks of these trunnions run in cast-iron bear- 
ings, Which are supported by heavy steel frame work sur- 
rounding the drum. To enable the pump motors to be fed 
while the cable is being lowered, power transmitting gear has 
been provided, and it will be seen mounted on the right-hand 
side of the winch. Fig. 3 is a close-up view of this with the 
cover removed. Three heavy slip rings are mounted on the 
end of one of the trunnions, and are supported by three insu- 
lated studs. Energy is transmitted to the slip rings by means 


Fic. 3.—POWER-TRANSMITTING GEAR. 


of heavy laminated copper bands provided with an adjustable 
spring tension device. ‘The small slip ring at the extreme 
end of the gear is connected to the drum and the laminated 
copper bands to the steel frame work, so that the drum is 
always earthed. The cores of the cable for feeding the pump 
motors are permanently attached to the slip rings, and the 
cable passes along the hollow trunnion and through а hole 
in the opposite flange. It is then laid in a groove cast in the 
trunnion casting attached to this flange, and held in position 
by means of heavy clamps. The cable then passes through 
another hole in the flange and on to the barrel of the drum. 


Artistic Table Lamps. 


The possibilities of enhancing the appearance of a room by 
means of appropriate electric lighting are not fully appre- 
ciated, and what should be part of the decoration is sometimes 
entirely out of harmony. To give its customers a wide 
choice and enable them to «uit their individual needs, the 
Ввїтїзн THoMson-Hovston Co., Ттр., 77, Upper Thames 
Street, E.C.4, has introduced a large selection of table stan- 


Fia. 4.—A: B.T.H. TABLE STANDARD. 


dards carried out in various sizes, designs, and finishes. One 
of these is illustrated in fig. 4. This is 204 in. in height with 
an amber-glass shade 164 in. in diameter. It is fitted with 
two pull-chain switch lampholders and a flexible cord with a 
combined plug and lamnholder adapter. This standard is sup- 
plied in one of three finishes, antique bronze, Florentine relief, 
or dark French brown. 
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THE FARADAY SOCIETY. 


PASSIVITY AND OVERPOTENTIAL. 

Mr. ласк R. Evans read a very suggestive paper at the 
February meeting of the Faraday Society, in which he put 
forward a new conception of the ‘ protective oxide-film ” 
on metals, which is so often called upon to explain such 
surface effects on metals as passivity and over-potential. Pas- 
sivity, it will be remembered, is an inactive state that can 
be induced in metals such as iron, chromium and others, in 
which they fail to react with acids or other electrolytic re- 
agents which normally attack them. Over-potential is the 
depression of the P.D. at a cathodic surface below the 
equilibrium P.D. before hydrogen is evolved in bubbles. 

The usual " oxide-film," in the literal sense, which is 
called upon to explain passivity or the resistance of highly- 
oxidisable metals, such as aluminium, to corrosion, is unsatis- 
factory in that it cannot be detected by ordinary means; in 
fact the less conspicuous the protective corrosion product the 
nore it seemseto protect. Moreover, an oxide-filin which is 
quite efficient in preventing corrosion by a sulphate solution, 
breaks down entirely in the presence of chlorides. To re- 
move these and similar difficuities Mr. Evans introduces the 
factor of the relative interfacial tendency of the three sub- 
stances involved (metal, corroding reagent and corrosion 
product). The values of these three tensions will determine 
whether the corrosion product will cling to and protect the 
metal, or whether it will enter the body of the liquid. phase 
or corroding substance and so fail to protect the metal. An 
iron anode surrounded by a nitrate solution, free from 
chlorides, undergoes no visible change when current passes, 
but becomes passive; a similar anode in a solution contain- 
ing chloride develops a most visible precipitate of hydroxide, 
which completely fails to protect the anode. Apparently 
the protective. film in. the first case is the compact clinging 
variety, but in the second case the chloride acts as a partial 
peptising agent, preventing the oxide from being compact 
and protective, and pulling it away from the surface. 
Generally speaking, salts which have a peptising action. upon 
metallic hydroxides may be expected to cause activation, 
while those which have a flocculating action may be expected 
to favour passivity. | 

As to the nature of the oxide-film, this is not to be regarded 
as a very thin, film of the solid oxide. It must be looked 
upon as а layer of adsorbed oxygen atoms, or discharged 
aulons rich in oxygen, such as would naturally form on the 
surface of an anodically polarised anode. This layer of 
oxygen atoms forms a connecting link between the solution, 
or corroding agent, and the metal. Py reducing the dis- 
continuity at the interface it reduces the interfacial energy. 
Surface concentration of the oxygen atoms is determined hy 
the P.D. existing at the electrode. This conception explains 
admirably the hindrance caused to the entry of metal into 
solution, and, substituting hydrogen for oxygen, the cathodic 
phenomen of overpotential. At the same time, it does not 
require the invention of .hypothétieal oxides on anodes or 
hypothetical hydrides on cathodes, which have previously 
been postulated to explain these surface phenomena, 


THE ENERGY OF Gasrovs МОТРЕСГЕЗ. 


At the same meeting Pror. J. R. Partington considered 
the question of the internal energy of gaseous molecules from 
‘the point of view of present conceptions of atomie structine. 
Seeing that the monatomic molecules of the five inert gases, 
of mercury vapour and of desiccated iodine vapour, have 
identical energies, it is clear that the determining factor must 
be, not the configuration and structure of the atomic nucleus, 
but the manner in which the molecule is built up of the 
nuclei of its constituent atoms and of surrounding electrons, 
in other words, the internal configuration of the molecule. 
A difficulty which now arises is to reconcile the modern con- 
ception of emission of atomic energy in definite quanta unite 
with the old theory. of equipartition, which divided un the 
translational and rotational energy exchanged bv collisions 
between molecules among their degrees of freedom. — Prof. 
Partington makes the assumption that. on the quantum 
theory. the translational energy is represented with a fre- 
quency equal to the collision frequency, and on this assump- 
tion. recaleulates the molecular heat of hydrogen and nitro- 
gen. [n the discussion the question was raised whethor 


K is legitimate to anplv the eauipartition theorv at all if the 
quintum conception be adonted. 


born EES 
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Fiftv Years on the Leeds Tramways.—Mr. William Tav- 
lor, of Hunslet, whe. at the age of 70; isa tinekeeper in the 
Leeds Cornoration. Electric Tramways Department. and new 
completes 50 years” service with the tramwavs of the city. has 
heen the recipient of a presentation from his fellow emperds, 
and of a gift of £10 by the Tramways Committee. Mr, Тау- 
lor began ах а driver of horse tramcars and was one of the first 
of the drivers of electric cars. mE 


REVIEWS. 


The Diagnosing of Troubles in Electrical Machines. By Miles 
Walker, M.A., D.Se., M.LE.E., Professor of Electrical 
Engineering, Manchester University. Рр. х1+450; һу. 
332. London: Longmans, Green & Co. Price 32s. net. 


The causes of troubles arising in the continuous working of 
electrical machinery, leading sometimes to failure, are so vari- 
ous and often so unexpected, that at first sight it would seein 
a hopeless task to make any moderately complete classification, 
and base on it a guide to remedy. Yet the author has admir- 
ably succeeded in this difficult task and has given us a book 
which will not only be a useful counsellor to the engineer, 
who may at a moment's notice have to investigate and it 
possible find a remedy for a mysterious defect. but also to 
the designer, so that he may avoid hidden dangers quite 
outside the orthodox theory of design. Тһе book deals to 
some extent with theory and desigu, but only in so far as i$ 
necessary to make diagnosis clear and remedies understand. 
able; its main object is to help the man who may be classified 
ава " trouble engineer." A few words of general advice ure 
given him in the preface and may be summarised in a few 
words: Find out the facts from personal observation, draw 
your conclusions from these facts and not from other persons 
suppositions; make a list of all possible causes of failure that 
occur to you; take such measurements as this list may suggest; 
leave the narrow track of preconceived opinion and take a 
broad view of the case, including all theoretically possibie 
causes of the trouble. 

The author distinguishes between '' out-door ’’ and " shop ^ 
cases. In the former the natural presumption is that tle 
machine has after erection worked satisfactorily until in course 
of time the trouble has developed. ‘lhe investigator wouid 
therefore be right in confining himself primarily to faulty 
material, workmanship, or improper use, but not to defects 
of design. This simplifies his task compared with a "' shop ^ 
case where design must be included as a possible cau of 
trouble, On the other hand, an out-door case is often more 
difficult, because testing appliances may have to be specially 
procured. and there is not the same freedom in putting the 
machine into all possible load and running сае that 
obtains in the test room of a dynamo works. 

In the introductory chapter the reader is given a list of 
the most important pieces of apparatus which an engineer, 
suddenly called to some remote site of trouble. should take 
with him. It is a rather formidable collection of testing appli 
ances. 

In classifying the subject matter the author has adopted 
the plan of first treating troubles which are common to all 
types of dynamoelectric machinery, and then those which 
may be met with in some special machines or in some details 
of machines generally. Thus Chapter I deals with break-down 
of insulation (30 pages); Chapter IL with overheating (Ji 
pages); Chapter III with low efficiency (47 pages). As efo- 
епеу is primarily a question of design, this chapter contains 
a good deal of important theoretical matter, including. accu- 
rate methods for testing efficiency. The next chapter is headed 
“ Miscellaneous Troubles," such as want of balance, resonance 
in turbo-shafts, pulling over by magnetic attraction, and а 
remedy by splitting the winding into symmetrical parts, 
bearing currents, loose spider, tooth lamination, punchings, 
and insufficient grip of fingers. A curious case of the per 
foration of mica tubes is mentioned and explained on p. 149. 
In spite of the greatest care it might happen that an almost 
invisibly small iron filing attaches itself to a coil when it is 
laid down on a bench. If the conductor is stranded and the 
minute rod of iron embeds itself between the strands and is 
firmly held in position by the sticky compound between the 
strands nothing will happen, but if the iron is close to the 
inner surface of the micanite tube it may work itself loose 
and under the action of the armature current and main field 
producing an elliptical rotating field, begin its destructive 
career of grinding away the mica. In modern machines the 
strength of this field may reach 1,500 c.g.s. units, bnt much 
less suffices to set up the grinding action. The author esti- 
mates that a field of 200 c.g.s. units suffices, and quotes an 
experiment in which a field of 600 ¢.g.s. units acting on à 
particle of iron à milligram in weight ground a hole 0.2 nm. 
deep in mica in four hours. Iron adhering to the outside of 
а micanite tube does not penetrate the material; it simply 
makes a pockmark because it is pulled to the side of the slot. 
At the end of this chapter we find a dissertation on noise and 
how to cure it, which leads the futhor into the domain of 
acoustics. 

Before entering into the discussion of special cases ol 
trouble or that connected with certain details, there is à 
chapter on the use of vector diagrams. The author has found 
that only a small proportion of trouble-engineers make ux 
of vectors when attacking alternating current problems. This 
seeins to be due to want of confidence in the answer given hy 
the diagram, and this again is due to the uncertainty as to 
the direction in which the vectors shall be drawn. To help 
the reader to a correct application of vector diagrams tn poly- 
phase problems the author gives what he calls ** some hints” 
which he has found useful in his own work, but which in 
reality is an expansion of the basic principles on which vector 
diagrams are to be drawn. Beginning with the simple cir- 
cuit and the correct way of using the two-wattmeter method 
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on а three-phase circuit he plunges straight away into the 
intricate problem of obtaining balance in all three phases for a 
jnzle-phase load. by the use of choking: coils. The subject 
is dificult, interesting, and of great commercial importance, 
because of electric furnaces, but the transition from 
the simple to the complex problem is too abrupt. 
[t would have been better to pave the way by a gradual 
development from the simple to the more — difficult 
cases. AD engineer who 15 not well versed with vectors-—and 
itis this person whom the author wishes to help—will not be 
able to follow him in the equalisation of load in the three 
circuits, nor in the vector treatment of synchronous machines, 
which follows. 

Chapter VI treats of alternating current generators. Ciutise. 
of trouble to fail to generate suflicient or any voltage, un- 
steady voltage, magnetic defects, &c., are investigated. On 
p. 372 will be found a dissertation on the best way to change 
a two-phase winding on an old machine to the modern three- 
phase type. Here the method of moments previously ex- 
plained is of particular value. ‘This is, strictly speaking, a design 
question. but discovery of faults and criticism of desizn are so 
mixed up that rigid discrimination is not possible. The same 
holds good for the following paragraphs, such as bad wave 
form, regulation, sharing of wattless load, parallel operation, 
phase swinging, flv wheel etfect, damping, and other matters 
incidental to the use of synchronous generators. 

The regulation of d.c. generators occupies Chapters VII and 
ҮШ with 53 pages, whilst sparking at the brushes is con- 
sidered in the following chapter of 22 pages. Here a great 
dealof very useful practical information is given. The curves 
on page 307 showing mean contact drop between positive 
and negative brush for different current densities with no less 
than 23 types of brush, will be useful to designers. 

In dealing with commutation the author confines himself 
almost entirely to the modern type of machine with inter- 
poles. The method of analysis beloved by mathematical theo- 
rists is not much in evidence, but instead we find an easily 
understandable treatment based on common-sense matherna- 
tics ш reinforced by experiment, chiefly with the oscillo- 
graph. | 

We next come to the d.c. motor (shunt compound and 
series) armature reaction, commutating poles, condition of 
stability, parallel working, and hunting. In the following 
chapter we are taken to synchronous converters and here the 
treatment is very exhaustive. The author leads off with the 
problem of starting, both from the a.c. and d.c. side; next 
he considers adjustment of voltage, heating of armature 
winding, converters in parallel on the same transformer, pul- 
siting of armature current illustrated by oscillograms, the 
twelve-phase supply obtained from tappings on three. trans- 
formers, hunting, short-circuit effects, flash-over, and other 
defects. In the following chapter (XTV) the subject is con- 
tinued and extended to synchronous motor generators, whilst 
in Chapter XV. we come to the induction motor. Since the 
book is intended for professional men the derivation of the 
circle diagram is not included, but there are some useful hints 
on defects and their cure; also a clear explanation why even 
at full synchronous speed the closing of the a.c. switch may 
һе followed by an enormous current rush, which may mechani- 
cally damage the motor. The explanation on p. 422 of the 
crawling of the motor due to the seventh harmonic, and why 
on has no effect will be useful even to the professional 
reader. 

Transformers, not coming under the title of machines, since 
this indicates moving things, are not included in the diag- 
nosis, but it is rather surprising that the author is silent on 
two types of motors which have considerable practical inport- 
ance. These are the asynchronous-synchronous motor, now 
extensively used, and the a.c. commutator motor, which is 
already in use to some extent, and promises to come into 
more extensive use now that America has shown the way. 

The last chapter deals with the oscillograph used in com- 
mercial testing, and on p. 430 is shown the apparatus used by 
the Metropolitan-Vickers Electrical Co., Ltd., arranged as a 
universal testing set. The oscillograph, with all the auxiliary 


- apparatus is mounted on wheels, and can be brought up to 


any machine to be diagnosed. so that the discovery of defects 
Is made more easy and certain than would be the case if the 
apparatus had to be specially procured and assembled m each 
Case. 

Since the general plan of the book is to deal with defects 
more or less common to all machinery first, and then elaborate 
the diagnosis of special cases, it is unavoidable that back 
references he made. This the author does by referring to 
Previous illustrations but without giving the pages where 
they are to be found. It would Бе a convenience if he were 
to add this.information in a future edition. That а new 
edition will soon be wanted appears certain. The matter 1s 
50 good, and the get-up in the way of printing illustrations, 
and a complex index, so attractive that no manufacturer. of 
dynamo machinery can afford to be without it, and as to the 

trouble engineer," he will find it invaluable. 

GISBERT Karr. 


The Motor Electrical Manual. Pp. 168, illustrated. London: 
Temple Press, Ltd. Price 3s. net. 


The success or otherwise of this kind of book depends 
Tgely on knowing what to leave out. Obviously it is a 


difficult task to compress into 155 small pages a complete edu- 
cation in the principles of electrical engineering from the 
commencement, together with practical instructions en the 
maintenance of all the electric appliances used on modern 
cars; to be really successful the author must coimnbine con- 
plete mastery of his subject together with a very able pen; 
there is no room for waste of words. In the present case 
the result is that the information on inost points js rather 
sketchy and incomplete; we never seem to set to the bottom 
ob anything; we read a few lines about sane piece. of appara- 
tus, and are just getting interested when we are switched otf 
on to something else. 

The book is stated in the introduction to be for ' motor car 
owners and users," and therefore we look to find information 
such as most of these readers desire, that is to say, practical 
hints on upkeep and management, mentioning the principal 
types of apparatus in use, во that the reader may learn some- 
thing about his own car, together with a short and very clear 
dissertation on the theory of the subject, this theory being 
contined to a few early chapters, and not confused with the 
practical portions of the text. In the present volume the 
theory and the practical information are too much intermixed. 
For example, the principle of induction should have been 
thoroughly expounded in the course of the first two chapters, 
and then left alone, only practical examples of its application 
being given afterwards. Instead of this the idea of induction 
is rather vaguely referred to in Chapter 3 on the magneto, 
is again taken up in Chapter 4 on coil Ignition, and once more, 
in Chapter 6, on the dynamo, a return is made to this elemen- 
tary theory. Readers of this class of book, moreover do not 
take the subject very seriously; they like a book which can be 
read easily without too much * heavy thinking.” It is 
essential, therefore, in order to catch and hold the attention 
of such readers, that the subject should be dished up in such 
an attractive form that it tempts their appetite and assists 
the digestion of the more solid nourishment which is (or 
should be) concealed within. In the present volume no 
attempt is made to “ gild the philosophic pill." but the facts 
are presented in a rather dry monotonous procession. 

The first two chapters deal with the most elementary facts 
of electrical knowledge, pressure, current, resistance, magnetic 
fields, &c. In Chapter 3 a big jump is made to the magneto; 
it is a far ery from the. pith-ball-and-vuleanite-rod type of 
experiment to the intricacies of the actions and. re-actions 
which occur within the high-tension magneto. A better 
arrangement would have been to deal first with the induction 
col. Short descriptions are given of the various purts of a 
magneto, timing, relative speeds, &c., fqllowed by the induc- 
tor. and one or two other types, concluding with some practical 
hints on the care of magnetos. 

Coil ignition is dealt with in Chapter 4, two good diagrams 
being given on p. 52, and this is the best chapter in the book, 
though the statement that spark intensity in coil ignition does 
not depend on the speed of make and break (p. 56) is mis- 
leading. The spark is of greatest intensity at low speeds, 
and weakens with increase of speed, as mentioned in the same 
book only a few pages further on. И 

Chapter 5 deals with sparking plugs in principle and con- 
struction. Chapter 6 is entitled “ The Dynamo—its Action," 
a return being made here to elementary theory, as previously 
mentioned. — Descriptions of ordinary, and a few special car 
types: are given so far as this can be accomplished in ten 


pages. Chapter 7 deals fairly comprehensively with accumu- 
lators, while the following chapter treats of lamps and 
switches. 


Chapter 9 is devoted to electric starting. short descriptions 
of single and combined units being given, with an outline of 
the Bendix pinion gear and hints on upkeep. A few notes 
on electric vehicles in Chapter 10 are followed by a slight 
sketeh of the Entz transmission. In Chapter 11 electric 
auxiliaries are dealt with, including electric welding and 
N-ravs, though the owner or user is not likely to have much 
to do with the latter operations. A useful glossary of electrical 
terms is given in the last chapter, followed by notes on 
materials used in the construction of electrical apparatus, 
with tables of weights, measures, wire gauge sizes, &c. 

There are only a few misprints in the book, but an amusing 
one oceurs at the end of Chapter 5. dealing with plugs. 
Apparently the word plug has sunk deep into the compositor's 
brain, for he finishes the chapter with the sentence. “ when 
the sparking points are too far away from the main volume 
of mixture there is a tendency for the ignition and combus- 
tion to be рїш шаһ” After all, there as only one letter 
different in the word sluggish! 

An index, interleaved with publisher's advertisements, 
occurs at the beginning of the book. The author's name is 
not given, no one apparently being anxious to assume the 
responsibility of being father to this rather dull little orphan. 
—Г.Н.Н. | 


———————————M 


Radium Deposits.—5cicnce quotes а report to the effect that 
Prof. Scouppe, of the University of Ghent, has discovered two 
radium deposits in the Belgian Congo which are said to be 
the richest in the world. The mineral, which has been 
named “eurite.” is to be treated at Hoboken. near Antwerp, 
and it is stated that one grain of radium will be produce 
from ten tons of the mineral. 
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NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Compiled expressy for this journal by [4essrs. ЅЕРТОК-ЈОХЕЅ, O’DFLL AND 
STEPHENS, Chartered Patent Agents, 285, High Holtorn, London, W.C. 1. 


Tiled.“ Coupting. fue machines. of high-voltage dircct-current. series sys- 


tem, C. 4. tera and Soe, Anon. des Ateners de Séenerun., March ch, 
(Germany, April 150, 1921.) 
17476. * Antenna systems for wireless signalling.” Ges. fur Drahtlose 


Pelegraphie, March With. (Germany, March J2th, 192123 
г197 "f Coats: deg. for thermionic valves. F. W. Pelant. March 1Hih. 
7.210. '* Electric horns.” 1. H. Parsons. March WIth. 
SOME S Heat-limps of motor-vehicless T. W. Simpson. March Ith. 
F. T. Ashton. March lith. 
1.249. Protewtie devices dor direct-current. circuits," Electrical Improve- 
ments Ltd, L C. Giant, and R. W. Gregory. March 11th. | 7 
1.202 G.A. Checthain. and. Metropolitan-Vickers Elec- 


1.229. "Props nion are Вавр. 


(23. *'* deles ten ad fuses.” 
trical Co., Lid. March llth. 

«Шом. 7 Баага ancondeseent lamps., Xe. 
and J. J. Giacie. March lith. 

7,260. t Electrical. separation of suspended particles from gases.” P. C. 
Rushien. (Siemens Schuckertwerke). March llth. 

7.265.“ Lockingalevices for electric safety lamps.” 
off. March Ith. (Germany, March 12th, 1921.) 

7.278. “Cascade rotary converters. Forges Ateliers de Constructions 
Electriques de Jeumont. March I3th. (France, April 5th, 1921.) 

7.2953. Е ніс horns, с." W. J. Gooderidge. March 13th. 

7.297. © BbBetrie cables.” Е. J. Brislee and British Insulated & Helsby 
Cables, Ltd. March 13th. 

7,317. " blectric switches.” A. Howes. March 13th. 

7320.“ Electric cut-outs.” A. J. D. Krause and A. Н. Railing. March 
13th. 

73321. | Connector for insulated wires and cables.” 
13th. 

1,326. “ Apparatus for electrical treatment of baldness, &c." M. F. Fisher. 
March 18th. 

1332. © Automatic, Ac., telephone switching systems.” H. Baron (F. Alden- 
dorff), March Vth. 

7.336. '' Methods. for determining direction of electro-magnetic or electro- 
static 448.” N. Lea and Radio Communication Co., Ltd. March 13th. 

1,345. “ Printing telegraph receiver." Western Electric Co., Ltd, (Western 
Electric Co., Ine). March 18th, 

73446. Uniting metal bodies electricals.” P. 
Saunders & Co., Ltd. March 43th. 

T.3358. “ Vhermo-electric fabric and process for manufacture of same.” А. 
Neuromanti. March 13th. 

(964. Applianes for increasing audibility of telephones, gramophones, &c." 
Baron Clifford of Chudleigh (W. H. Clifford). March 13th. 

7,366. '' Electric furnaces.” E. P. Barfield and L. W. Wild. March 13th. 

7.369)“ Producing commutator bars. A. O. Ніпсанӣ, S. J. Watson, and 
Waif Co. March 13th. 

(A1. '* Unfusihle electro-thermic safety devices," G. Gallo, R. Lenner, 
and P. Parvopassu. March 13th. 

SNB. ©“ Registration of telephone calls.” A. Watts. March 13th. 
S339. Indirect lighting." S. Coxon. Mirch 14th. 
SO “С Portable electric lamps," C. E. P. Gabriel. March 14th. 

1,437." Devices for attachment to mouthpieces of telephone transmitters," 
M. M. Dessau and Plantation Rubber Manufacturing Co., Ltd, March 14th. 

7,446. “Apparatus dor testing strength of permanent magnets" A. T. 
Хсогеу. March lth. 

r471. “ Electric circuit interrupters.” Metropolitan-Vickers Electrical Co., 
Ltd. March 14th. (United States, March 14th, 1921.) 

(.472.—*' Electrical insulating cylinders." А, P. M. Fleming and Metro- 
politan-Vickers: Electrical Co., Ltd., and b. S. & W. Whiteley, Ltd. March 
14th. 

7,476. “ Manufacture of electric insulatars, &c., fram ceramic paste.” 
L. А. Cordenot. March 14th, (France, March 21st, 1921.) 

0483. “Inert cells." Ever Reads Co. (Great Britain), Ltd., and C. S. 
Мипипегу. March 14th. 

7,484. “ Electrically-heated mould. for finishing stockings, gloves, &c." 
F. Schuster. March 14th. 

7,494. ''Amplifiers."" Jj. М, 
Mth, I921.) 

6,009. UU Telephon: mouthpiece disinfectant.” E. C. 
Bennett). March 14th. 

7,513. “ Electric. power accumulator.” С. A. Rartholomew. March 14th. 

£532. “Induction motors, &с.” To F. Wall. March. 15th 

7.936. "Са recorders for telephones," Е. R. Bickley. March 15th. 


7,541. '' Electric. control of а number of telephones.” B. J. Baker. 
March 15th. 1 


T948. "t Accumulator and accessory caws for motoreveles, &c." R. H. 
Playfoot. March 15th, 


7,621. *'* Electric cells." 
1m1.) 


6622. U Wet ^b trice cells.” Soc. Le Corbone. March 15th. (France. 
December 9th, 1921.) 


7,639. '* Glass ehetrudes for high-frequency electric currents" W. H. 
Gwynn. March 15th. 


“651, " Means tor attaching electric wires to sparking plugs." E. Temple. 
March. 16th. 


1.674 “Electric lighting systems of motor vehicles, &c." E. W. Reed. 
Marchi 6th 


(084. 11 Electric advertising signs." Implitico, T.td,, and H. S. Lambert 
and W. R. Lambert. March 16th, 


(408. “ Control. of turbine-driven electrically-oper.ted winding plant, &c." 
Mutropolitan-Viekery Electrical Co., Ltd., and A. Stubbs. March 16th. 
1.734. ** Rlectro-maunetic rclav. D. C. Crowe. March 16th. 


7.039. Dynsmo-electrie machines." B.itish. Thomson-Houston Co., Ltd., 
and H. W. Taylor. March 16th, 


7,240. “ Resilient wheels.” 

Electric Co.). March 16th. 
7,003. “* Transformers. for wireless circuits." A. P. Welch. March 16th. 
0420. “ Electric switch gear of the truck type. &e W. J. Davis and 
Park Royal Engineering Works, Ltd," March = 16th. 
7,771. '"' Electric: switch-point detecting, &с., apparatus.” J. Ashton and 
British Power Railway Signal Co., Ltd. March lih. 


foe " Electric cutouts.” A. Baderna. March 16th. (Italv, March 17th, 
92}. 5 


(* 


General Electric Co., Laid., 


E. Sommerfield (firm 


J. В. Belcher. March 


Buckley and Buckley 


“rea *1 


Miller. March Ih. (United States, March 


R. Marks (W. H. 


Soc. Le Carbone. March 13th. (France, June 3rd, 


British Thomson-Houston Co., Ltd. (General 


xit . “Electric cut-outs.” A, Baderna, March 16th. (Italy, March 17th, 
NM “Electric cutouts.” A, Baderna. March 16th. (Italy, March 17th, 
121. 

(485. bs Gomsurneceally operated switch mechanism." A. E. Honey 
and L. Snellprove. Manh 17th. 


7,814.“ Electrically-propelled motor vehicles." C. J. Gordon. March 17th. 

TRW. Electric switch and fuse boxes." F. J. Holton and M. J. Railing 
and T. Taylor. March 17th. 

7.842. * Switching mechanism for telephone, &e., systems." Automatic 


Telephone Manat estas; €o Led March 1715. (United States, March 28th. 
КАК 


7.846, “Electric contact breakers. A. J. H. Elverson. Mareh 17th. 

T847. “ Electric switches.” W. Clark. March 17th, 

7.892. “Telephone systems.” Automatic Telephone 
Lid. March Irth. (United States, April 26th, 1920.) 

T.8533. U* Electro-mapnetically operated switch mechanism." J. Stone and 
Co., Lid. March 17th, 

T,859. *! Electrical signalling systems." Radio Communication Co., Ltd., 
and J. Scoti-Tagpart. March 17th. 

7.860. ©“ Oscillating valve systems, &c., for wireless telegraphy." Radio 
Communication Co., Ltd., and J. Scou-Tagpart. March 17th. 

T870. © Multiple control apparatus for electric railways.’ Akt. Ges. Brown 
Poveri et Cie. March 17th. (Switzerland, March 17th, 1921.) 

TARRI. CU Electrical massage apparatus," T. J. T. Hodgkinson. March 17th. 

TWW. “ Electro-magnetic locks." V. G. Murray. March 347th. (British 
India, March 19th, 1921.) 

7.89%. U* Radio-electric relay and electric signalling." J. C. N. Graafland. 
March 17th. (Holland, September 23rd, 1921.) 

7.902. Self-propelled flouting electric power station. F. W. Raisia. 
March 18th. 

7.933.“ Portable electric standard lamps." S. J. Levi and H. Rottenburg. 
March 18th. 

7.939. ** Manufacture of zinc evlinders for primary batteries." S. O. Cowper 
Cowles. Match 18th. & 

7.947. * Control of electric motors for traction." T. Ferguson and Metro 
politan-Viekers Electrical Co., Ltd. March 18th. 

7.9. | Dynamo-electrie machines.” British Thomson-Houston Co., Ltd. 
К. R. Hopkirk, and H. W. Tavlor. March 18th. 


Manufacturing Co., 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications wili be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 

24.9. б Petophonic instruments." E... W. Pattison (Dictagraph Products 
Corporation). August 3th, 1920. (176,019.) 

25.035. | Storage batteries." D. W. Davis. August 30th, 1920. (176,03), 

27.361, “ Dy namo-elecetric machines." E. A. Watson and M.-L. Magneto 
Syndicate, Lid. September 25th, 1920. (176,032.) 

237,899. *'' Electrical switching or circuit-breiking mechanism." Cutter. Eie- 
trical and Manufacturing Ço. October 2nd, 1919. (151,932.) 

27,947. '' Electrical switching or circuit-breaking mechanism.’ Cutter Elec- 
trical and Manufacturing Co. December 24th, 1919. (155,807.) 

28,610. *' Magneto electric machines." R. Bosch Akt. Ges. October 24:5, 
1519. (153,2(4.) ў 

30,389. '* Systems of clectric motor control." British Thomson-Houston Ce., 
Ltd. (General Electric Co.). October 27th. 1920. (176,052. 

30.638, '* Electric. heating and cooking apparatus," В. G. Battson. October 
OUth, 1920. (170,022.) _ 
40,085. “Suspension chains for electroliers and for like electrical purposes. 

E. J. Perry. October Wih, 1920. (176,057.) 

3l.]82. “| Switching apparatas for automatic and semi-automatic telephos 
exchange systems.” D. L. Lienzen and К. Larsson. November sth, 19%. 
(176,065.) 

32, Uto. 


Co., [nc.). 


ШЦ 


Insulated tubes.” Western) Electric Co., Ltd. (Western. Electtk 
November 23rd, 1920. (176 ,074.) 


33,319.  Train-lighting and like dynamos."? J. Stone & Co., Ltd. (M 
heaton), November 25th, 1920. (176,088.) 
33,648,“ Electric. meters." British Thomson-Houston Co., Ltd. (Genera! 


Electric Co.). November 29th, 1920. (176,110.) n 

33,6060. '' Cooking apparatus for use with gas, liquid. fuel, or electricity. 
Svenska Aktieboliget Gasaccumulator. December 3rd, 1919. (154,604) 
83,717. '' Portable electro-magnetic apparatus for magnctising permarert 
magnets," A. Hewlett. November 30th, 1920. (176,120.) 

33,805. © Electric switches." G. Comboni. November 30th, 1920. (Poten: 
of addition not granted.) (176,123.) 

33,832. ©“ Electro-moginetic. relays.” — Igranic Electric. Co., Ltd. (Cutler 
Hammer Manufacturing Co.). November 30th, 1920. (176,126.) | 

33,803. © Wireless clectrical signalling and apparatus therefor." Н. Wad 
(Н. S. Mills). November 30th, 1920, (176,128.) 

33,942. “ Methods of protecting electric transformers." British Thoma- 
Houston Co., Ltd., and H. 5. Holbrook, December. Ist, 1920. (176,134) 
34.041. “ Electric relays and their application to. telephone systems 
Automatic Telephone Manufacturing Co., Lid. (Automatic Electric Co). 
December 2nd, 1920. (176,143.) 5 
34,218. б Electric switches." British Thomson-Houston Co., Ltd. (General 
Electric Сол. December 3rd, 1920. (176,147) | 


34,543. “ Electric light fittings." British Thomson-Houston Co., Lid. , 
(General Electric Co.). December 7th, 1920. (176,153.) 
34,764. * Electric lamp-holders and shade carriers therefor.” У. Hope. 


December 9th, 1920. (176,159.) 

35,152. “ Coin-actuated signalling apparatus for telephone systems." P. б. 
T. de Villiers and A. Rogers Jenkins. April 27th, 1920. (162.639.) 

35,446. '' Electrical apparatus for protection against burglary and the | 
üke.” E. H. Bock. December 16th, 2920. (176,170.) D 

36,6521. “ Measuring instruments for incandescent electric. lamps" Bri 
Thomson-Houston Co., Ltd. (General Electric Сод. December 31st, 22! 
(176,190.) . 

36,624. *' Methods of protecting electric trans.nission or distribution system» 
British Thomson-Huuston Co., Ltd. (General Electric Со). December. Jit 
1920. (176,191.) 


+ 
+ 


1921. 
373. “ Electric knife-blade fuse.” A. L. Eustice. March 7th, 1918 , 
(156,497.) 
LES. “ Insulators," Metallurgique | Electrique. (Ancienne. бос. Anon. do . 
Etablissements Vedovelli ct. Fris«tleyY. December Ith, 1919. (157,347) Ё 


1,237. “ Arrangement for the suppression of the earth leakage current of è? 
high-voltage networks.” Siemens Schuckertwerke Ges. May 3lst, 181 
(Addition to 157,123.) (157,325.) , 

1,486. “Crystal detector for wireless telegraphy." A. Bonnefont. Novem- 
ber 13th, 1919. (157,778.) 

1,844. ‘ Well-globe fittings for electric lamps." Veritys, Ltd., and T. 
Ons. January 12th, 1921. (176,201.) 

1,845. “ Wall fittings for electric lamps.” 
January 12th, 19%21. (176,202.) 

2110. “ High-frequency telegraphy and telephony over wires." Ges. fv 
Drahtlose Telegraphic, January 16th, 1920. (158,198.) 

2,269. '' Method and apparatus for carrving out electrochemical gas te- 
actions.“ Dr. H. Spiel. July 19th, 1917. (159,250) | 

3,470. “ Adapters for use in connection with electric lighting and other ci 
cuits." F. Young. January 28th, 1921. (176,220.) 

3.05.“ Brush-holders for dynamo-clectric machines." E. H. Н. Haske. 
January 31st, 1921. (176,225.) 

6,138. “© Secondary electric batteries or accumulators.” В. Heap, 2% 
Chloride Electrical Storage Co., Ltd. February 23rd, 1921. (176244) | 

7.285. ''High-tension electrical condensers,” “Р. Bunct. May 18th, 190 | 
(163,654) "e 

7,749. “ Insulating supports or holders for overhead electric trolley wire 
E. К. Myers. March With, 1921. (176,253) e 

8.448, II Electric heating apparatus." E. Muntwyler. March 18th, IRE ' 
(170.259.) | 


Veritys, Ltd., and T. ГОт. 
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As we have repeatedly stated here, the enormous area 
and population covered by China afford or will afford 
an almost inexhaustible scope for the activity and enter- 


prise of financiers and manufacturers. China was 


already a happy, or unhappy, hunting ground for con- 
cession seekers a couple of decades ago in the matter 
of railways, ports, &c.; yet her rail transport facilities 


are still in a most backward stage of develop- 


ment. With her great natural resources in minerals, 


China is awakening to the fact that it is necessary fur- 
ther to develop her own industries so as to be able to 
supply at least a larger portion of the inland require- 
ments in manufactures of various kinds. Some steps 
have already been taken in these directions, and periodi- 
cal reports reaching us and quoted in our '' Business 
Notices ’’ under ‘‘ Chinese Notes ’’ indicate the electrical 
projects selected by us from a large number of schemes 
that are being proceeded with, but these аге mere baga- ` 
telles as compared with what may be expected in future 
years. 

The opening up of new coal and. iron ore mines, the 
erection of further blast furnaces and steel plants and 
rolling mills, the extension of mechanical engineering 
works, the establishment of electrical manufacturing 
works, the promotion of electricity supply for lighting 
and power purposes, the expansion of the textile indus- 
tries, all these and many other branches, incluaia , 
the great problems in connection with civil engi- 
neering, will place a most acceptable demand upon the 


engineering resources of those nations which have had 


the prevision to make preparations for participation in 
the industrial equipment and expansion of the great 
country in the Far East. 

When internal conditions in: China have become of a 


more settled character and it is possible for a stable 
(Government to exercise control over the country, the 


financial position there will gradually begin to improve, 
foreign capital will again flow into the country, and 
the tiine will have arrived when the ricly Chinese mer- 
chants and industrialists will be able to proceed more 
energetically with the promotion of industrial establish- 
ments and other works. But we shall be unwise if we 
ignore the fact that in the meantime a lot of preparatory 
work will have to be carried out hy those nations which 
intend to participate in the future development of the 
country when the stage of stability has been reached. 

© As in the case of Japan, so in that of China, does the 
desire exist for native ownership or control to be exer- 
cised over the industries which are or which will be 
brought into existence. Most of the rich Chinese mer 
chants and industrialists were themselves trained in 
other countries, and the value of their training has so 
impressed them that they have rendered assistance in 
the sending of young Chinese to other countries for 
industrial training in order that they might be able to 
qualify as managers or assistants in the industries which 


[169] 


LS a ENT MU VI AD TT TEE ETL EPS TE DEKO NM са EO LE a TT CN S ETL 


470 


THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2.315, APRIL 7, 1922. 


have been built up or are in contemplation. But there 
is a limit even to the financial aid which private Chinese 
interests are prepared or are able to goto in the dispatch 
of students to other lands; and it is here that the 
oppor tunity arises for a big industrial nation to come 
in to assist China for mutual benefit, an opportunity 
not only of receiving Chinese students in manufacturing 
works in an industrial country, but also of rendering 


valuable aid in the training of Chinese in technical 


scheols in China herself. 

It seems advisable in this connection again to em- 
phasise the fact that the industrial or engineering stu- 
dent of to-day is the works or factory manager of the 
future, and that his particular training naturally gives 
him special interest in the use of the plant and 
machinery made by the foreign country where he 
received his industrial education or in the equipment 
with which he had become familiar in a technical school 
in China, The former consideration was perhaps one 
of the reasons why the Government of the United States 
decided to return America’s share in the Boxer indem- 
nity, so as to permit of the maintenance of Chinese 
students in industrial training in the United States. 
In this connection the British Chamber of Commerce 
Journal, of Shanghai, discussing the question of tech- 
nical scholarships for Chinese, expresses the hope that 
the institution and grant of such scholarships will be 
brought within the scope of the Associated British Cham- 
bers of Commerce in China at no distant date, and states 
that this would be rendered possible if the British 
Government were also to remit the Boxer indemnity. In 
this event the Associated Chambers consider that the ex- 
perience of the Government of India in the matter of 
the grant of scholarships to Indians during the. past 
twenty vears, permitting them to come to England for 
training, would be an invaluable guide to the Chambers 
in proceeding with the matter with regard to China. 


The prevision of the United States Government in the 
relinquishment of the Boxer indemnity has been justi- 
fied by events. A constant stream of Chinese students 
reaches the United States every year, and over two 
thousand are studying there at present, In France a 
similar number is to be found as a result (1) of the for- 
mation in Peking of the Chinese-French Educational 
Community, and. (2) of the facilities afforded by the 
French Government f for securing the introduction of the 
students into ‘French éducational institutions and 
French Íhndustrisl works. On-the other hand, only one 
tenth of this number is known to be either in England 
ог in Germany.t ‘Thus, there should be plenty of scope 
for the proposal of the Associated Chambers of Com- 
merce in China in the direction of scholarships for ap- 
proved Chinese students who would be sent for training 
to Great Britain) 

If, however, it is pene for the time being for 
various reasons to increase the number of Chinese stu- 
dents in England, the best alternative is to assist in the 
training of them in their own country; and a fresh 
occasion 1s now available for British firms to render aid 
in this direction in their own common interest for. tlie 
furtherance of trade with. hina. According’ to the 
Bulletin of- the Federation.of British Industries, the 
Education Committee of the Federation recently had 
under consideration the question of the Chunghua 
Voeational School, 
hourheod of Shanghai in 1918, through the efforts of 
the National -Associntion: of: Vocational Education in 
China. The committee decided to recommend the school 
to the aftention of inembers as a project worthy of con- 
sideration both en account of the useful work the school 
is carrying on and of the excellent opportunity it affords 
for acquainting the Chinese. generally with British 
methods and manufacturers. Designed to provide voca- 


tional education for the Chinese student at home, the 


Bulletin states that with the exception of that at the 
Hong Kong University, it is the only engineering voca- 
tional school in China. 
plies that the German combined language and engineer- 


which was established in the neigh- 


This statement naturallv іт- 


— 


ing school in China disappeared during the war and has 
not been re-established. 

The Chunghua school at present coinprises an engineer- 
ing shop, wood-working, button-baking, and enamelling 
shops, physics and chemical laboratories, an electro- 
plating shop, &c., but in view of the wide-spread demand 
for admission, it is desired to extend the curriculum ко 
às to include electrical and civil engineering, industrial 
chemistry, textile manufactures and dyeing, toy- 
making, printing, and other courses in applied science. 
The tuition is free in all cases, although students are re- 
quired to pay their own boarding fees, and the necessary 


funds are largely provided by the sule of thie goods 


manufactured in the school workshops. At present the 
institution is practically an English school, but, accord- 
ing to a member of the Federation who rec ently visited 
it, the Americans are taking a keen interest in the school 
and are anxious to obtain control over it. The plam 
is said to be getting somewhat out-of-date, and the 
school is in great need of new equipment. | 

The question now is whether the school is to main 
tain its English character or become Americanised. 
We should say that it is in the greatest interest oi 
British firms to preserve the English nature of the school 
and not let any competitors derive the ultimate advan- 
tages resulting from the English training at the school 
or receive the fruits of these labours in the future. For 
these and other reasons we heartily support the recom- 
mendation of the Education Communittee of the F.B.l. 
that British firms should come forward once again (а 
they did at Hong Kong in response to our appeal) and 
supply, or contribute towards the purchase of plant and 
equipment required by the school. 

We have discussed this matter again and again in 
relation to particular markets of the world. Hong- 
kong University’s needs were met, there has recently 
been an appeal in our pages on behalf of Cape Town, ani 
now we have the present requirements of China ри 
prominently before us. We have long felt that British 
manufacturers would find it well worth their while t^ 
consider the whole of the important future engineering 
markets of the world and elaborate a world policy an 
organisation to deal enterprisingly with their trade 
relationships to foreign students—the leading engineer 
purchasers or advisers of to-morrow. We are therefor: 
glad to note that in the B.E.X.M.A. the subject oi 
admitting oversea students into its members’ works has 
been carefully investigated. and a publication is bein: 
prepared setting out the facilities that are in existence. 
The number of oversea students in the works in que- 
tion is extremely small, namely. only 92, and they conv 
from-all parts of the world. but chiefly frorn Australia. 
Есурё, India, and South Africa. 


THE LOCK-OUT. 


Last week there seemed, at the time of writing our lead: 
ing article, to be some reason for optimism; at the tine 
of writing this there is a division among the union 
which may be the beginning of the end. 

Notices were posted in engineering works connecte 
with the Employers” Federation on Wednesday last weeh. 
of Unions other than the A. E.U., 
notices were to become effective within the week. 1 


to members and thr 


soon became obvious that there was disagreement be 
tween the A. E.U. 
lor reopening negotiations. 


and the other unions regarding a basi 
On Saturday night there 
was a conference at the Ministry of Labour to conside? 
a new document submitted by the emplovers on the рге 
vious day. On Tuesday the negotiating committee ше! 
the Prime Minister, by invitation, and later it was an- 
nounced that; the three Federations of Unions, other 


than the A.E.U., through their representatives, 1n 
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formed the Prime Minister that they were prepared to 
accept the employers’ revised memorandum as the basis 
of negotiations if the employers would postpone the lock- 
out notices which were to terminate on the Wednesday 
as stated above. Whether the employers will agree to 
this is unknown to us at the moment. The Prime 
Minister tried to bring pressure to bear upon the 
A.E.U., but the latter adhered to their previous decision 
that as the principles embodied in the memorandum of 
April 1st were the same as those in the memorandum of 
November, 1921, which their members had rejected by 
ballot, the basis was not one on which they could resume 
negotiations. The Labour house is therefore divided 
against itself, and it remains to be seen how long it can 
stand. 

From a close study of public opinion, as reflected in 
the newspapers representing various parts of the coun- 
try, we are of the opinion that there is no feeling in 
favour of this lock-out. There is, and we think it is justi- 
fied, a due appreciation of the difficulties of engineering 
employers with regard to the shop steward question and 
the much-talked-of managerial functions. : But the exist- 
ence of some just cause for complaint, and its general 
aeceptance as correct, does not guarantee wise, tactful, 
or considerate handling of the issue. There is a wide- 
spread feeling of impatience and annoyance at this un- 
expected blow, coming as it does just at the moment 
when trade appeared to be taking a turn for the better. 
The emplovers being the party responsible for the lock- 
out, and for the repeated breaking-off of negotiations 
on one pretext or another, it is natural that doubt shall 
arise as to: what lies behind it all. The overtime ques- 
tion can be dismissed; it is obviously the merest occa- 
sion for the dispute, and not its cause. Аз we said last 
week, no sane employer wants to pay time-and-a-half for 
less eflicient work. The managerial function question 
is more plausible, but in itself it is not sufficient for what 
must quite candidly be described as the arbitrary atti- 
tude that has been adopted by the employers throughout 
the whole course of the trouble. "Тһе extension of the 
dispute and the bitterness engendered has: led to un- 
reasonableness and displays of temper on the part of the 
hot-headed section of the workers. Zhe Communist 
urges them to ‘‘ Fight, damn it, fight!” The Electrical 
Trades Union suggests butting in with a strike. and ап 
attempt to shut down the power stations." No sympathy 
will be extended to wild nonsense of this kind, but we 
have learned to take it from whence it comes. We ex- 
pect better. things from the employers; and after we 
lave heard so much during the vears of the war about 
co-partnership, team work, bearing one another's bur- 
dens, and what not, it is disheartening to find an abso- 
lutely unyielding frame of mind, refusing to discuss 
terms, but merely presenting them for acceptance. 

The Unions still press for the setting-up of an Indus- 
trial Court. What the country wants is the facts, and 


these can be ascertained by an Industrial Court better 
than by any other method. А 

Already, as news reports show, some employers are 
starting to cconomise with their office staffs. We hinted 
al the possibility of this early in the dispute. If the 
technical workers had a really powerful union of their 
own, some useful opposition to such a move might be 
organised; but as they have made their bed, so must 
they lie. If trained, technical men will not find the 
money required for the purpose, if they neglect, as thev 
have neglected, the opportunity of creating and main- 
taining the needful organisation, they have onlv them- 
Ma to thank when they find themselves out in the 
cold. | 

It is to be hoped that the einplovers will feel such 
confidence in the rectitude of their side of the case that 
they will join with thé Unions in asking for an inquirv. 
If not, it is the plain duty of the Government, in the 


ing the bulk of the provisions of importance 


interests of truth and of the nation at large to take the 
necessary steps to bring the Industrial Court into being. 
H its findings are unacceptable they cannot be enforced, 
though there would naturally be strong moral pressure 
against the side refusing to accept them; but even in 
this lamentable eventuality the facts, for instance, about 
managerial functions, their exercise and the amount of 
interference with them that exists, would be available 
for the information of the public. 


| Tne Institution of Electrical Engi- 
Electricity in neers on Thursday last week enjoyed an 
Agriculture. exceptional treat when Mr. R. Borlase 
N | = Matthews described the uses to which he 
has applied electricity on his 600-acre farm. In addi- 
tion to ordinary lantern slides, he made excellent use of 
the kinematograph to illustrate farming operations, not 
only on his own but also on Continental farms, thus 
vividly impressing on the minds of the audience the 
nature of the problems with which the farmer is con- 
fronted and the methods which have been adopted to 
solve them. Incidentally, he also indicated by this 
means the rapid progress which is being made in the 
utilisation of water-power in a German province for the 
generation of electricity ; and his demonstration of 
mechanical accountancy was most effective. — 
In the course of the discussion (which was to be re- 
sumed yesterday, owing to the large nuinber of members 


‘who desired to take part in it), Mr. Bernard Jenkin, who 


stated that he had just completed seven years’ ‘‘ appren- 
tieeship " to farming (how many more electrical engi- 
neers are going back to the land?), laid stress on the 
enormous proportion of transport and haulage met with 
in farming operations, and drew the conclusion that 
electricity was eminently unfitted to compete with the 
internal-combustion-engined tractor. Although Mr. 
Matthews uses a battery vehicle on his farm, it cannot 
be denied that Mr. Jenkin’s case is a strong one, under 


' existing conditions; but how long will this obtain? 


Battery traction has been tried for ploughing and other 
haulage operations on farms, but is handicapped by the 
excessive weight of the vehicle, which makes it most un- 
suitable for use except on metalled roads, while the occa- 
sional efforts involved in ploughing call for excessive 
rates of discharge from the battery, to the detriment of 
the plates. But when a battery tractor weighing only 
half or one third as much as the present vehicle is avail- 
able, capable also of standing up to heavy discharges 


with equanimity, the situation will be fundamentally 


changed, and the uses of electricity on the farm will be 
immensely extended. 


a 


THE opposition to the Bill in the 
The Electricity House of Lords on Tuesday last 
Supply Bill. assumed a ridiculous aspect. It was 
gravely alleged that the Bill was too 

technical and too complicated to be dealt with by the 
House, and should be referred to a Select Committee, 
although that House did not hesitate to deal drastically 
with the far more complicated and technical Bill of 
1919 in a couple of days. Scruples regarding the lay- 


ing of burdens on the ratepayers were advanced by men 


who in the same breath demanded a procedure involving 


; the expenditure of perhaps £20,000, a delay of many 


months, and the probable crippling of the work of the 


Electricity Commissioners for another year at least. ` 


"The whole subject has already been thrashed out ad 
nauseam, and the opposition seems to be merely that of 


interested parties who wisli to block the Bill at any cost. 


However, nine clauses were passed on Tuesday, embody- 


! 
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ILLUMINATED ELECTRIC SIGNS. 


Tne remarkable displays of animated electric signs 
which for some time past have enlivened Piccadilly 
Circus and other busy traflic centres in London have 
attracted much attention, due not only to the skill with 
"which they have been designed, but also to the novelty 
and ingenuity of the movements which they simulate. 
Some particulars regarding the methods by which these 
striking effects are produced may be of interest to our 
readers. The field is one in which electrical methods 
аге not merely supreme. but absolutely without a tival, 
for by no other means can results be obtained which can 
for a moment be compared with them. 

The use of electric signs is, of course, as old as the 
' incandescent lamp, but it should not be supposed that 
the subject has been fully developed—far from it. 
Progress in this country was held back during the vears 


i Cam 


CIC ANETTES 


By courtesy of Aerofilms, Ltd. 


Fia. 1.—Piccapninnuy Circus, LONDON, at NIGHT. 


of war for obvious reasons, but even before that period 
our American confréres had carried the construction of 
electric signs to a pitch of magnitude and splendour 
that left us far in the rear, and we have a great deal to 
learn from them. As a matter of fact, the Piccadilly 
signs to which we have referred are based directly upon 
American practice; but on that foundation new ideas 
‘and new methods have been superposed, and we hope 
to see a distinctively ‘‘ British school " established in 
this art. 7 

The signs with which we are here concerned were 
designed and erected by the Electric Sign Department of 


Іс. 2.—SRCTION or STANDARD Boro’ ELECTRIC SiaN LETTER. 


the Borough Bill-posting Co., and were constructed 
. in the company's London workshops. Apart from the 
feature of motion, the signs differ materially in detail 
from the practice customarily followed; the letters and 
other elements in particular are much improved in 
visibility and legibility bv the adoption of a channel 
form, as shown in fip. 2. It has been found that letters 
composed of lamps projecting from flat surfaces, whilst 
clear enough from the front, become confused and 


illegible when viewed at an angle, owing to their 
mutual interference; by sinking the lamps into chan- 
nels of sheet metal, this defect is entirely removed, 
whilst at the same time the lamps are better protected. 


Fra. 3.—Enectric SIGNS IN COURSE OF CONSTRUCTION AT THE 
Boro’ Enectrric SIGNS WORKSHOP. 


The frame work is light but very strong, and. the line 
of the illuminated letters, instead of being made up of 
bright points, become continuous, as is well shown in 
fim. 4, owing to the reflections from the back and sides 
of the channel, the proportions of which have been deter- 
mined to suit the sign-tvpe lamps which are used. Inei- 


Fic. 4.—' Bono " Signs at PiccabiLLY CIRCUS. 
dentally, the channels can be built up in most compli- 
cated designs. as illustrated in fig. 3 and other views 
given herewith. 
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The lamps and holders are of course most important of colour attachment is the cap, which is hemispherical 


features in the construction. The former are made of in form and fits snugly over the pip end of the lamp 
a particular standard size and shape, and are provided only. Its use is confined mainly to displays having 


coloured backgrounds, such as the familiar flaming 
torches or the vivid green plumage of the Strand parrot. 
When an opal cap is used with the standard white 
channel letter a very noticeable improvement in the effect 
is obtained. ‘The series of bright light spots, generally 
accepted as inherent to all electric signs, disappears 
almost entirely, and the channel is instead filled with a 
soft white light of practically uniform value, giving 


ші very clear definition over a wide angle of view, while 
| permitting wider lamp spacing than is otherwise neces- 

sary. The difference in the effects obtained with the 
1 hood and the cap respectively is well seen in fig. 4, where 


the lamps in the word ‘‘ Glaxo ” are fitted with hoods, 
whilst the lamps in the other words are fitted with opal 
caps. 

Turning now to the methòd of imparting the appear- 
ance of movement to the signs, we illustrate in figs. 6 


| Fic. 5.—Lawp, Houper, Cap, AND Ноор. and 8 two of the controllers used for this purpose, the 
! former being in the company's workshop and the latter 

| photographed in sztu, being the apparatus which actu- 
with Edison screw bases, the bayonet holder being en- ates the picture of a revolving wheel and other features 

| tirely unsuitabie for this purpose, owing to the narrow of the Pirelli sign shown in fig. 4. The controller or 
separation of the parts exposed to a pressure of 200 or flasher, as it is more commonly termed, consists of one 
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Fic. 6.—A '' Bono " Sign CONTROLLER. 

240 volts. The Boro’ practice is to use a special holder or more slotted drums mounted on, but insulated from, a 
consisting almost entirely of porcelain, which is fixed spindle driven through worm or spur gearing from a 
to the support by two screws, and fits the standard small motor. То these drums segmental contacts of 


ктеу base. Special provision is 
made for connecting these lamps in 

; circuit without cutting the leads. 
In practice this combination 1s 
found to give almost complete im- 
munity from faults through short- 
circuit or leakage. 

The colour effects of the Boro' 
signs are a very noticeable feature, 
and are obtained by a method 
that is quite novel. Instead of 
using coloured lacquers or var- 
nishes, which are quite unsuitable to 
withstand our erratic weather condi- 
lions, or employing natural coloured 
glass lamps, which are very expen- 
sive to buy, limited in their colour 
range, and involve the keeping of 
tremendous stocks, use is made of 
glass colour hoods and caps, which 
slip over the 13 in. sign-type lamps 
and are held in place by spring-wire 
dips on the bulbs (fig. 5). Тһе 
colours of these hoods are, of course, 
quite permanent, and are to be ob- 

tained in shades of red, blue, amber, 
purple, green, and opal. They are 
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In two forms, the more usual of Еа. 7.—PHASES IN THE SANDEMAN SIGN. 

which completely covers the lamp, ! tm 
ineidentally affording a very fine protec tion against the appropriate width and length are attached. Simple 
ravages of weather. and fills the entire white letter brushes of springy sheet metal are clamped to the frame- 


channel with light of the desired tint. The second type work, and adjustments are provided for these, as well 
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as for the segments, which can be.cut to any.are of a 
circle and set so as to make and break contact at any 
desired point in the course of a revolution. In the case 
of a complicated sign such as that shown in fig. 7, 
several drums of varying speeds are mounted in the same 
framework, and driven by the same motor; they are 
interconnected as may be necessary to produce the 
required sequence, In the sign illustrated in fig. 7, 
the bottle appears first as full, and the | wine-glass 
empty; ‘‘wine’’ commences to flow from the bottle. to 


in the background, The signs.are set in operation by 
Venner time switches, which control automatic circuit- 
breakers; these, with the necessary fuses and. watt-hour 
meters, constitute the equipment of the switchboard 
panels, which are mounted on angle-iron frames, 
With the resources that we have described, an infinite 
variety of effects can be obtained; examples in opera- 
tion to-day, in addition to the one we have described 
above, are the revolving wheel of the Pirelli sign, the 
rotating globe of the Coliseum, the brilliantly scintilla- 


kia. 8.—CONTROLLER ACTUATING THE PIRELLI SIGN 


the glass, and the level of the liquid in the forme? 4s 
gradually lowered by cutting off successive strata of 
red lamps, and lighting in their stead lines of opal- 
capped lamps, while the glass similarly is made to appear 
gradually to become full by a reversal of this process. 
The bottle then vanishes, and the name of the brand is 
illuminated. By suitable disposition of the segmental 
contacts, the letters can either be written, or spelt out, 
or simultaneously lighted up. ‘The various components 
of these controllers have been standardised, so that any 


INSTALLATION, SHOWING 


-A SECTION OF THE PICCADILLY 
THE SANDEMAN FLASHER AND SWITCHGEAR. 


Fig. tJ. 


combination can be made up from a very complete range 
of parts which are kept in stock. Although the me- 
chanism may be in operation for several hours a day, it 
undergoes but little wear, and requires a minimum of 
"attention. 

Fig. 9 shows parts of two of the switchboards in- 
stalled at Piccadilly Circus, with one of the controllers 


ting garment of a danseuse near Charing Cross, the very 
realistic fountain in Piccadilly, and the lightning 
liashes, waving flags, and fancy borders elsewhere. 
Opinions may differ as to the esthetic merits of such 
signs, but there is no question as to their advertising 
'alue. or the fascination which they exercise over those 
who are not familiar with them, and the supply under- 
takings no doubt appreciate their advantages as con- 
sumers of electrical energy. The company responsible 
for these new departures is to be congratulated on it: 
enterprise, for which there is abundant scope in our 
great cities. 
In conclusion, our thanks are due to Mr. G. P. Gar- 
bett, manager of the Boro’ Electric Sign Department, 
for the opportunity to inspect and photograph the 
apparatus, and for facilities to prepare this ‘article. 


An n Cotton Picker.—The gathering of cotton is à 
tedious and lengthy process, and the size of the crop of any 
cotton grower is dependent upon the amount of labour he is 
able to obtain. In the American cotton fields it is known 
that most growers could produce crops three times the sue 
of their present crops if.a quicker method of picking were 
available. According to the Tertile Recorder, the Americal 
General Electric Co. has put upon the market а machie 
which will revolutionise cotton-picking. methods, епи» 
greater spéed and cleaner cotton, and further, one that w! 
only gather cotton that is fully ripe. The gathering device 
consists of an attachment to the end of a long suction tube 
composed of two brushes, which revolve inwards, enelosed d 
a metal case. These have a comb-like movement, and p 

the cotton free without collecting any part of the boll or ' 
leaves, The freed cotton is then taken through the suction 
pipe to a ‘container. This receptacle 1s mounted on : 
carriage, and also mounted on this are an engine and dynamo, , 
which supply power to the motors. Just before the on | 
drops into the container it is cleaned by a motor-driven lan. | 
There are four picking tubes and appliances to each machine. | 
By the use of this machine picking is carried out four T | 
as fast as by hand, and instead of its taking 1.600 Ib. of e 
cotton to make а 500-Ib. bale of cotton lint, only 1,450 0. 


of seed cotton is required. . | 
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Ir, in comnion with all other’ countries, Australia, at 
the шошепі, is suffering from the effects of the world- 
vide commercial depression, her great natural resources 
and potential wealth are such that, when the anticipated 
trade jmprovement does commence to take effect, she 
should be one of the first to recover and, therefore, the 
present may be an opportune time to consider some of 
the more important m ane of the electrical industry in 
Australia, with, special reference to their bearing upon 
the British export trade. | AME CM 2 
For four years or more British manufacturers, with 
what patience they could muster, were obliged to recon- 
cile themselves to viewing practically the whole of the 
Australian electrical." business going to America and 
Japan, and, therefore,..it may not be out of place to 
examine, first, the competition likely to be experienced 
bv Britain in her efforts to regain this most important 
market, and, in this connexion, some statistics of 
electrical imports obtained from the Commonwealth 
Government Customs Departmenial Returns are set out 
below. In. this table,. which otherwise contains some 
illuminating comparisons of the relative values of cer- 
tain Australian electrical imports for pre-war and post- 
war years, it has to be stated that the method of classi- 
fication—that of the Customs Department—is not alto- 
gether an admirable;one from the point of view of the 
proper segregation of,classes of apparatus. 
Dyxamo ELECTRIC MACHINES, INCLUDING STATIC TRANSFORMERS, 
Іхосстом Сопз, ELECTRIC FANS AND PARTS THEREOF. 


1913. 1918/1919. · 1919/1920. 
f . 2 £ £ 
United Kingdom ... 973.758 ^ 184,161 | 397,818 
United States — ... — ..^ 141.524 · 300.574 881440 
Germany | 29,553 '-. nil nil 


STARTING AND CONTROL APPARATUS, INCLUDING SWITCHBOARDS 
(EXCEPT ‘TELEPHONE BOARDS). 


1913. ` 1918/1919. 1919/1920. 
i s o. E £ 
United Kingdom ... 1,250 95.990 47,668 
United States 30,763 64,974 73,019 
| CABLE AND WIRE (COVERED). | 
6 7 E -' 1913. 1918/1919. 1919/1920. 
"3s © oe Uwe £ £ 
United Kingdom. ... .. 4 561,780 146,711 531,978 
United States | 19.691 112,003 29,231 
Japan 2 зе sn c thse 301,867 50,881 
Canada . nil , . 51,093 17,828 
Germany 30,848 а nil 
Belgium 19977 © nil . nil 
СОРРЕВ WIRE. | |^ Oe 
1913. 1918/1919. ` 1919/1920. 
uu o £ V Tr 2 
United Kingdom ... . 175,916 4,063 36,640 
"окей States i -..: .' 10,956 ° ° 98,875 :. - 31,475 
Belgaum wa eh a, 21,662 ғ.а: ... nil 
бегшапу per oppas” cure. oe 4,896 г, nil , nil 
'" . + ACCUMULATORS OR STORAGE BATTERIES. 
1913. . 1918/1919. 1919/1920. 
"S x ord ,€ СЕ ‚ & 
United Kingdom ...  .. 121721. 10.750. ‚ 44,590 
United States ^ ! .. ' "8,999 100,872 71,088 
Germany“... 31,875 >- nl +: ni 


The competition to be expected by British makers may 
he classified into American, ‘Japanese, other foreign 
and, finally; local. | m | en din 
America always had a considerable sháré of the Aus- 
tralian electrical business even before the war, but a refer- 
ence to the foregoing tables will show that the war 
enabled America to establish herself in this market more 
firmly than ever; this is most apparent in the first two 
groups of the table. ‘Australian ‘conditions closely 
ipproximate to those obtaining in America, and Ашег1- 
can practice is being incréasingly followed here, in sup- 
Port of which statement and without going into detail, 
the Victorian Government's 132,000-volt transmission 
line (Motwell scheme) and the Tasmanian Government's 


$8,00^yoM line may he cited, Outdoor transformers 
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аге eniployed and.outdoor switchgear is being more fre- 


quently called for; overhead lines are universal, except 
in the business quarters of the cities. | MER 
~- These factors, combined with the customary American 
energy with regard to canvassing and propaganda, plus 
their bulk production and general standardisation me- 
thods, greatly assist the Americans to retain their busi- 
ness in this country. 

. The ELEcrRICAL Review for October 20th, 1916 (p. 
433), published some interesting extracts from a report 
by the United States Consul on the position of electrical 
affairs in Australia as it appeared to him, and, although 
this is an old report, it can be profitably referred to 
ugain, while a recent statement by Mr. Ferrin (late 
American Trade Commissioner to Australia) is of par- 
ticular interest just now, especially following upon a 
recent American loan to ап Australian State Government 
—the first loan obtained from without the Empire. Ex- 
tracts are given below from Mr. Ferrin's statement 
(quoted from the Sydney Morning Herald of November 
10th, 1921) :— 

'" Mr. Ferrin said vesterday he would like to see American 
capital represented more largely in the development of Aus- 
tralia.. The interest rate in America was declining, and there 
Was every indication that money would accumulate there for 
‘investment abroad. . . . The position in Australia was 
probably sounder than in any other country that had been 
affected by the-war (my italics), and it seemed to him that 
there were abundant opportunities for the profitable use of 
capital. .' Mr. Ferrin said the imports into Australia 
from America had increased very largely during the past few 
years, and last year were valued at 430,000,000, as compared 
with £15,000,000 in 1919, and an average of £5.000,000 a year 
before the war. Owing to the exchange position and other 
factors, that, in his opinion, were only temporary. trade had 
declined during the past few months, but it should increase 
‘materially in the future. There is a possibility that 
gome of the large manufacturing concerns in America might 
establish plants in Australia, and that might become a strong 
probability if the Commonwealth Government were to offer 
‘concessions in the shape of a reduction of the duties on, say, 
the machinery. required to be imported here to equip these 
plants.” ; n | | . 

On the other side of the ledger is a strong prevalent 
feeling in Australia that her destiny is irrevocably joined 
with that of the United Kingdom, and that it is neces- 
sary to do everything possible to re-establish trade rela- 
‘tions within the Empire, and this patriotic attitude is 
xvidenced by the fact that while, in the past, loans raised 
in London were frequently largely expended in the pur- 
cháse of plant in America, it is now the practice for 
certain Government Departments and also municipali- 
ties to give a definite percentage of preference to British 
manufactures as against foreign makers, over and above 
‘that secured by the tariff. This, however, has to be con- 
&ideréd: from a wider aspect, as a similar preference is 
Éranted to the Australian manufacturer over the British, 
апа this, in 4 country where political and party influence 
їп the settling of more important contracts is at times in 
evidence, ‘should not be overlooked.: 9 б: 
пер America is the most formidable competitor with 
Терага to plant and apparatus, Japan is, at present, to 
be reckoned with so far as accessories are concerned. ' - 
"2 ]n-the mercantile sense, Japan made the utmost of 
the war situation, developing her foreign trade to. an 
ous ¢ ~ Considerable business in, electrical 
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taking steps to ensure that there shall be fewer transac- 
tions calculated to be irritating to the customer. 

Not only did Japan cater for the small accessories, 
but quotations were made for more important plant, 
such as transformers, motors, and pumps, and, if they 
did not secure any business in this apparatus, 1t indi- 
cates the scope of their recent enterprises, while it is the 
fact that they have supplied to Australia a 20,000-volt 
paper cable. 

These facts speak for themselves without laboured 
comment. It is sufficient to say that Japan is wide 
awake and keen ќо а degree. She is developing her con- 
siderable mineral resources and building up her manu- 
facturing industries as rapidly and efficiently as cir- 
cumstances permit, in connection with which it must 
be remembered that there is the added point that 
American capital has established various electrical enter- 
prises in Japan. 

However, admitting all this, past experience seems to 
support the idea that, save in the very cheapest lines, 
Japan will not recover her war trade unless British 
makers unthinkably sacrifice their well-earned reputa- 
tion for quality, and this opinion is supported by the 
very strong feeling in Australia against coloured labour 
and also by the fact that Japan, in common with Europe 
and America, is experiencing her labour troubles. 

The other foreign competition may be expected from 
the usual sources, namely, Sweden, Switzerland, Italy, 
Holland, Denmark, and Belgium. Most of the leading 
electrical manufacturers in these countries are more or 
less adequately represented in Australia, and, in at 
least one instance, that of a well-established Swiss firm, 
steps have been recently taken to open an Australian 
office. The Dutch lamp manufacturers are strongly en- 
trenched here, but recent developments may alter that 
position somewhat. As regards former enemy countries, 
the ‘Australian Government until recently stood alone in 
prohibiting commercial relations, but it has recently 
sanctioned the resumption of trade relations with Ger- 
many as from August Ist next, at which date it is only 
to be expected that every effort will be made by German 
manufacturers to get a substantial share of the Austra- 
lian business. Coupled with this decision of the Federal 
Government is a statement that special precautions will 
be introduced to prevent ‘‘dumping,’’ but it remains 
to be seen if these will prove efficacious. 

We next have to consider what competition the British 
manufacturers may expect to meet with from the 
‚ Australian factories which are engaged in the manufac- 
ture of electrical plant and appliances. Prior to the 
war, Australia was ill-equipped from a general manu- 
facturing point of view, and this, coupled with her re- 
moteness from the world's manufacturing centres, 
caused her much inconvenience. Forced to depend 
more and more upon her own factories, there were num- 
bers of enterprises, large and small, started in most 
engineering sections with considerable extensions to 
those already established. An instance may be cited in 
the Broken Hill Co.’s Steel Works at Newcastle, employ- 
ing over 5,000 men. The electrical branch was not over- 
looked. and both in Victoria and in New South Wales 
factories of considerable importance have been extended 
or established. In this and in other of the Australian 
States there is a host of small factories, turning out 
transformers, meters, switchgear, motors, conduit 
fittings, heating appliances, &c. That the manufacture 
in Australia of important electrical plant is regarded 
seriously is evidenced bv the fact that Government and 
municipal contracts for turbo-alternators up to 12,000 
kW have been placed, and, admitting present depend- 
euce upon parent or other British factories for designs 
or supplv of parts not readilv to be made in 
Australia, it is evident that Australian competition can- 
not be lightlv disregarded. As showing only one aspect, 
there is at Port Kembla (N.S.W.) a factory largely de- 
voted to the manufacture of bare copper cables. This 
factory turns out practically the whole of the bare 
copper cables used in Australia. the great majority of 
which before the war came from Britain, 


Then we have a factory noted for the manufacture 
of dry core telegraph cables; this concern is already in 
receipt of a contract from the P.M.G.’s Department 


approximating £230,000. 


However, it has to be stated that the sparseness of 
Australia’s population plus the scattering of these few 
millions over the seaboard of a Continent and the conse- 
quent difficulties preventing that mass production pos- 
sible in a closely-populated country will, in the writer's 
opinion, prevent any marked success for Australian 
electrical manufacturing enterprise. Local and quali- 
fied success there must be, but there seems to be every 
indication that Australian manufacturers will shortly 
be called upon to fight for their very existence. This 
refers, of course, more particularly to the concerns estab- 
lished since 1914. 

The tariff has been increased considerably, and, as 
regards the пшр electrical apparatus, now reads: = 

British 


Preferential Intermediate General 
Tarifi. Tarifi. Tarifi. 
Copper wire (bare) ... ке 307 40% 45% 
Switchgear, transformers, | 
generators, motors, heat- 
ing and cooking ee 
fans, &c., &c. 30% 35% 40% 
Filament lamps. per ]b. . 1/- 3/- 3/- 


Notwithstanding this ree protection, the Australian 
maker recently has frequently found his inability to 
compete with the imported article, and it appears that 
nothing short of a further very heavy increase in the 
tariff will’be of any avail, and that is not likely to 
happen in the present political position here. 

Labour troubles in Australia are probably as acute 
as anywhere else (the miners are now calling for a 30- 
hour week and a minimum wage of £8), and labour 
legislation is very far-reaching in its effects ; class dis- 
sension is preached to a high degree, and altogether 
these influences must have an adverse effect upon local 
industries. Such conditions as prevail seem to prohibit 
the Australian manufacturer of electrical appliances 
from developing an export business. 

As an instance of what manufacturers have to contend 
with, the N.S.W. Labour Government has legalised з 
44-hour week in many industries, and is proposing to 
introduce a Bill designed to prevent the automatic re- 
duction of the basic wage found possible by the Board of 
Trade. While the Board of Trade increased the basic 
wage when the cost of living was mounting, the manu- 
facturer һай to observe and pay the increased award. 
but the moment the Court finds the lower living cost 
renders a reduction in the basic wage possible, the 
3overnment proposes to introduce a Bill to render the 
Board of Trade's decision null. 

Considerable confusion exists, too, in overlapping 
awards of Federal and State Arbitration Courts. 

There is further to be considered the point that, in 
the opinion of many good judges, the Australian manu- 
facture of electrical plant and appliances is in grave 
danger of being overdone. The comparatively limited 
market wil not for many vears provide sufficient work 
for the various factories already established or contem- 
plated, and the possibility of expensive workshop plant 
lving idle for considerable periods of time through lack 
of orders is a factor to which, it is sometimes claimed. 
sufficient consideration has not been given. For reasons 
already stated, the Australian manufacturer is not able 
to go in for mass production, and his acquisition of 
workshop efficiency must be through the same expensive 
process as the older- established concerns, namely, bitter 
experience. 

At this stage an interesting point may be made with 
regard to a Roval Commission held a vear or two ато 
on the Navy Department: speaking of the cruiser Brit. 
hane, built at Cockatoo Island (N.S. W.), the cost of 
which was stated to be £746,459, the Commission re- 
ported : — 

Obviously this does not include the full cost of the ship to 


the Commonwealth, as no charge has been included either for 
depreciation of plant or for interest on capital. We have 
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ascertained that a ship similarly fitted could at that time have 
been purchased from the Admiralty for £531,000. While it is 
neither within our province to comment upon, nor in con- 
formity with our personal opinions to criticise, the policy of 
the local ship construction, we think the public should know 
the additional cost involved. 

We may next consider the general commercial possi- 
bilities for the future. ^ Australia's position amongst 
the self-governing Dominions from the point of view of 
future potentialities ranks very high, and, with a return 
to normal conditions, she should be amongst the first to 
set In train the various schemes retarded by the war or 
bv the present depression. A sound immigration policy 
has been inaugurated, and within a decade great strides 
should have been made towards that considerable in- 
crease In population which is Australia’s vital necessity. 
Lord Northeliffe realised that during his recent visit, 
and may be expected to do all within his power to sup- 
port a sound policy for bringing to Australia the desir- 
able immigrant. 

From the electrical aspect, it is quite impossible to 
vauge the developments which may be expected within 
the next decade, but it may be said, without danger of 
exaggeration, that with the increased population and the 
world’s finance on a sounder footing, electrical business 
will boom as never before. The Victorian Government 
has placed important contracts for the development of 
the vast Morwell brown coal deposits; this scheme is in- 
tended to supply Melbourne and the intervening towns 
onthe route. Many other State Governments have large 
irrigation and hydro-electric schemes in view which are 
only delayed by the question of finance. 

Considerable attention has been given recently to the 
necessity of making country life in Australia more at- 
tractive, and so prevent the rush to the cities, and in 
that effort, electricity must play its part in the scheme. 
Even so, there is little doubt that the capital cities must 
extend considerably in all respects. Sydney aims at 
becoming the second city of the Empire, and is content 
with little short of the most modern ideas. Her White 
Bay generating station (for the tramway system) is one 
of the most modern and up-to-date stations in existence. 

Queensland is regarded by many as the coming State 
in view of her still largely untouched mineral, agricul- 
tural and pastoral resources. 

In Melbourne and Newcastle, existing cable and steam 
trams must ultimately be superseded by electric trams. 

Small townships will almost invariably have an elec- 
tricity supply, and it is the rule rather than the excep- 
tion in Australia to find the “© juice’? in such small 
communities as would, in England, still stand by oil: 
this is, of course, due to the almost complete absence of 
irritating restrictions regarding way-leaves, &c. 

Countrv-house work provides a promising field, and 
some thousands of self-contained auto-lighting plants 
have been sold for.''stations " and similar establish- 
ments, 

To виш up, it шау be said that Australia’s primary 
products are capable of huge extensions, even if all of 
her wool, wheat, meat and mining trades are at present 
under the heavy commercial weather. Her powers of 
recuperation, even after devastating droughts, are so 
marked that Australia’s future is assured. 

Taking all in all, there is everv incentive for the 
British manufacturer of electrical material and appara- 
tus to put forward his best effort to regain and extend 
that Australian business so laboriously built up and 
shattered during the war. It will not be done without 
*rious and consistently applied effort, plus continued 
dose attention to details. Every effort must be made to 
see that quality is maintained. as Australia's standard 
Is high, and nothing short of the best is of any use for 
this market. It is to be stressed that the Australian 
Customs Department regularly opens up shipments of 
such diverse importations as boots and vulcanised rubber 
cables, and carries out various tests ; those on boots need 
not interest us, but cables are tested to see if they come 
"р to the labelled description and, if they fail to pass 


the test, the whole shipment is returned to the country 
of origin. | | 


е 


A good deal has been written about the trade war after 
the war, with particular reference to the export trade, 
and there has been more than the usual criticism of 
British conservatism and its detrimental effect upon 
British commerce in Colonial and foreign markets. Al- 
though there is a certain amount of exaggeration in 
this criticisin, made principally by those who have not 
sufficiently considered the recent industrial tribulations 
in Britain, it has to be admitted there is an element of 
foundation for the adverse criticism in question. 

British makers must put their organisations on the 
most efficient footing, with special steps to see that their 
avents and branch offices are strongly supported in every 
way; the latter 1s of paramount importance, and it is 
to be emphasised that 12.000 miles cannot be adequately 
served per cablegram. 

In conclusion, the following extract from The Times 
may be of interest. In a leading article referring to 
the zinc contracts it asks:— 


How did Germany manage to secure a monopoly of Austra- 
lian ores? The true answer is that we were asleep, and the 
Germans very much awake. Our manufacturers did not 
trouble about the source of the zine supplies so long as thev 
obtained what they wanted. On the other hand, the Metal 
Gesellschaft spent hundreds of thousands of pounds in discover- 
ing special smelting processes. while we did not spend a penny. 
Concentrates had not come here because we were unable to 
handle them with equal advantage. This was proved in 1914 
and 1915. when thousands of tons of intercepted concentrates 
lav for months unused in British ports, owing to the absence 
of vlants for treatment. 

Had we shown the equivalent of German alertness, enter- 
prise, appreciation of research and capacitv for organisation, 
continues The Times, the zine industry would have been devel- 
oped Бу Australian and British instead of by German canital, 
and ore would have heen smelted on the spot or in Britain. 
The need for Mr. Hughes's sharp sword and our belated efforts 
to spur on our metallurgists would not then have arisen. 

If. hereafter, concludes The Times, we develop that technical 
knowledge which will enable us to treat ores as cheaply as 
Germany and Belgium. our hold on the industry will be abso- 
lute and unshakable at everv point. 


LOW GRADE COALS FOR ELECTRIC 
POWER GENERATION. 


IN а paper read before the Socrery or Актѕ on Friday, 
February 24th, Professor W. A. Bone, F.R.S., professor of 
chemical technology at the Imperial College of Science and 
'l'echnologv, discussed the utilisation of brown coals and lig- 
nites, and the steps which are being taken in Australia 
towards the production of cheap electric power by this means. 
In the Latrobe Valley, Victoria, Australia, there is an area, 
50 miles long, which is estimated to contain, within 1,000 ft. 
of the surface, over 31,000,000 tons of brown coals and lig- 
nites. These are low-grade fuels, which contain something 
like 50 per cent. of water in the raw state, but by a drying 
process the water content can be considerably reduced. In 
1917 the Advisory Committee appointed by the Victorian 
Government to investigate the possibilities of generating 
electric power on а large scale from the Morwell coal (in the 
Latrobe Valley) reported that, notwithstanding its low grade, 
power could be more cheaply generated from it for the City 
of Melbourne than from black coal imported from New 
South Wales. It was officially estimated at about that time 
that the cost of producing raw Morwell coal at the mines 
would not exceed 2s. 9d. per ton, and that it could be de- 
livered by the then existing railway in Melbourne (97 miles 
distant) at 7s. 8d. per ton, against about 20s. for black coal 
from New South Wales. Things are now moving rapidly 
on the lines indicated in the committee’s report. Large- 
scale steam trials are in progress, with a view to ascertain- 
ing how the coal may best be burnt under boilers, and a 
large electric power station scheme at Morwell is now 
materialising, with every prospect of success, in connection 
with which a large order for water-tube boilers was recently 
placed in this country. As a result of all these developments 
it is anticipated that in a few years hence, not only will the 
City of Melbourne derive the whole of its electric power from 
Morwell coal, but also the Victorian State Railways will 
be worked electrically by energy generated from the same 
deposits. | 

Researches have been carried out by Prof. Bone in the 
direction of the heat treatment of these fuels below 400 deg. 
C. as a possible method of enhancing their fuel values, and 
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it has been found that such, treatment affords а ready means 
of up-grading such coals, and of improving. their fuel, values 
generally. Also, Prof. Bone got into touch with the Under- 
feed Stoker Co., which designed and patented an apparatus for 
the purpose of both drying and up-grading the fuel con- 
tinuously in one operation, using only the sensible heat in 
the burnt gases passing away from a boiler. He exhibited 
a diagram showing the general arrangement of a water-tube 
boiler with a mechanical stoker fitted with one of such attach- 
ments as designed by the Underfeed Stoker Co., which has 
been installed by the Victorian. Government Electricity Сот-: 
missioners: at Morwell, and is now : undergoing systematic 
trials there under the supervision of Mr. H. R. Harper, .their 
chief engineer. One of the principal advantages "which it is 
expected will be gained by the use of such a fuel mprover 
in connection with big power-station boiler .installations, 
such as that at Morwell, where a low-grade; but cheap, brown 
coal must be used, is that by so drying and up-grading the 
fuel before burning in the boiler grate it will give & much 
hotter and more radiant fire than it would otherwise do, with 
a consequent increase in both the steam output per boiler und 
the thermal efficiency of the svstem-as a whole: Indeed, 
submitting its scheme for the Morwell contract the Gide 
feed Stoker Co. guaranteed that nine boilers fitted? with its 
new fuel improver attachment would give the ‘same steam 
output as twelve boilers fired with the untreated fuel, and 
with a greater thermal efficiency. Judging by the results 
achieved so far. it seems probable that the. anticipation of 
the eompany will be fulfilled. 

During the discussion which followed the pending: of: the 
paper Mr: John McWhae, ‘the Agent-General for Victoria. 
said it was anticipated that early in. 1924 electrical. energy 
would be supplied fram Morwell throughout, ће, whole State. 
Tt was calculated that they would be able to supply electrical 
energy to manufacturers at £4 8s. per horse-power year, and 
at the mine mouth. £2 17s. 6d. per horse;nower year. ж ШЕ 
prospect in Victoria was & magnificent: one, 

| | | 
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W. Smita (CAMBERWELL), LTD., v. SUGDEN. · 
IN the King's Bench Division before Mr..Justice McCardie, on 
March 25th, plaintiffs, of Denmark Hill, sued defendant, trad- 
ing as W. H. Sugden & Co., of Barking, claiming damages for 
alleged breach of contract 'for the sale of an electric motor 
or for alleged breach of warranty in respect of the sale of the 
motor in June, 1920. 

Mr. Gover, for the plaintiffs, said the action was by plaintiffs 
for breach of warranty on the sale of а second-hand electric 
motor, plaintiffs giving notice to defendants of the express 
purpose for which they required it. ^ Defendants traversed 
these statements, and denied the warranty or the breach. 
Plaintiffs were builders and contractors, and they had a con- 
tract for a client at a house about eight miles from Boxmoor 
Station. Part of the work consisted of the installation of 
pumping plant which plaintiffs put out to contract with: another 
firm. They calculated the work the pump would have to do, 
and they were satisfied that they would want a motor of 
1.000 revs. per minute. There was no time for plaintiffs to 
get & new motor, and though they had offers and could have 
got motors of higher powers, they could.not get one of the 
power they required. They heard that defendants had a 
motor of the kind they required, and in June they informed 
defendants that the sub-contractors had specified for a motor 
of 1,000 revs., and they explained to defendants the purpose 
for which they required it. Thereupon defendants, who were 
electrical engineers and manufacturers, assured plaintiffs that 
the motor was a 1,000 revs. per minute motor, and showed 
them a plate on the machine which showed. it to be: "h. p. 3, 
1,050 revs., 110 volts, direct current." After being eatisfied 
that the motor was in proper order, plaintiffs bought it for 
£45. It was sent to the sub-contractors, -who fixed it ав part 
of the pumping installation. After it was wired and running, 
it made a good deal of noise, and the engineer calculated that 
it was running at 1,600 revs. Finding it to be unfitted for 
the work it was required to do, plaintiffs had to obtain an- 
other motor in order to prevent a breakdown of the pumping 
installation. In February, plaintiffs wrote to defendants that 
they intended to return the motor because it. was not in 
dada with the warranty, but черан refused to take 
it back. : T 

. Evidence having been given, | | : 

„Мг. WOODGATE, for the defence, said his contention was 
ibat there was no warranty and no breach. .. -Defendants 
were dealers in second-hand motors. They agreed to supply 
plaintiffs with .& second-hand electric motor, and. the motor 
was approved by plaintiffs’ representative after inspection. 
Defendants sold the motor as seen and approved by plaintiffs’ 
representative, and did not give any warranty whatever that 
the motor was fit for the purpose of being used by plaintiffs 
to carry out their sub-contract. They gave no warranty with 
the motor whatever. 

Mr: Justice MoCARDIE, in giving judgment, eaid a letter 
bad been produced. in. which dei ons wrote to plaintiff 


that.by.error the motor. was stamped 1. 000 reve. instead of 
1,600 revs.” If ever striking corroboration were wanted for 
plaintiffs’ story, it was to be found in that letter. He asked 
himeelf .what was the explanation of that letter consistent 
with the defendants’ statement now. The more one analysed 
that the more impossible was it to reconcile that letter with 
the case. defendants now put forward. The only unfortunate 
letter from plaintiffs’ point of view was a letter written by 
Mr. Smith on February 3rd, 1921, shortly before the writ was 
issued...That letter was not consistent with the evidence of 
the witnesses, and if he thought that letter represented the 
true facts at the time, he should give full weight to it. But 
the letter was not written to defendants. It was written to 
the sub-contractors, who were complaining, and four days 
afterwards Mr. Smith wrote to the same people saying: 
'" The statements I made in my last letter were inaccurate. 
I made those statements on the strength of a report from 
defendants.” That might afford a complete answer on the 
part of Mr. Smith to any criticisms directed by counsel for 
the defence: to his letter. His Lordship had no doubt there 
was & warranty of this 1,000 revs. a minute motor. Was 
there a breach? It was quite evident at some stage or an- 
other this was a 1,600 rev. motor, and an independent expert 
had put it at 1,450 revs. The only answer of defendants 
was that the machine must have been altered. He believed 
that :the fact was that defendants did not appreciate the 
nature of the alteration that had been made at the time the 
motor was sold. Someone then had altered the machine from 
parallel to a new arrangeinent, and defendants not appre- 
clating that alteration sold the motor as if the arrangement 
were still parallel. There was no question of honesty or dis- 
honesty, but his Lordship was satisfied that there was a war- 
ranty, ‘and that there was a breach. The question was, what 
ought to be the damages? On the whole he thought he would 
be doing justice between the parties if he assessed the dam- 
ages at £100. There would be judgment for a for 
£100, with costs оп the High Court scale. 


TYLER v. KryN & Lany МЕТА, Works, LTD. 


In the King’s Bench Division, on March 30th, Mr. Justice 
McCaRDIE heard an action brought by Mrs. Catherine Tyler, a 
widow, on her own behalf and that of her two infant children, 
against the Kryn & Lahy Metal Works, Ltd., of Holborn. 
claiming, under Lord Campbell’s Act, for compensation for 
the death of her husband, Percy Tyler, an electrician, who 
was killed'in an accident at defendants’ works. 

Mr. Doucuty, for the plaintiff, said that the accident 
occurred on November 15th, 1920, at defendants’ factory at 
Letchworth, the deceased mun being killed by being caught оп 
a runner of a bridge crane. He had to climb up an upright and 
pass between two runners on which two cranes ran, in order 
to get to the cage of one of the two travelling electric cranes. 
As his head emerged it was caught by the travelling crane 
and crushed, and he was instantly killed. 

Mr. Justice МССАВрІЕ, in giving judgment, said he was not 
satisfied that negligence had been proved against defendants. 

The cranes and girders and so on were all in proper order. 
and were so arranged as to comply with every obligation al 
care, and he saw nothing in the arrangement of the ladder 
or in the means of access from the ladder to the girder 
to suggest any negligence at all. He had seen a good йелі 
of factory management and machinery arrangement, but he 
confessed: he did not think that the. suggestion for the pro- 
vision of some kind of collapsible cage or guard, such as had 
been suggested by counsel for plaintiff, would ever have 
occurred to any careful factory manager that he knew. and he 
did not think the suggestion would have been made in this case 
unless the legal advisers of plaintiff had not exercised their m- 
genuity to find something.: His Lordship, therefore, held that 
the absence of this extraordinary collapsible cage was not im 
апу way negligence. His Lordship saw no negligence in the 
methods of work adopted by defendants, and he could not 
find any negligence against them. W ith regard to the Fac- 
tory Act Regulations, in his Lordship’s view of the facts there 
was no dangerous part of the machinery to be found. The 
movement of the crane itself might be attended with danger. 
but there was no dangerous part, and he therefore rejected 
the application’ of the Factory Acts. In his Lordship's vies 
the accident occurred, not from any negligence on the part of 
defendante. buf solely owing to the negligence of poor Tyler 
himself. His lordship exonerated defendants entirely from 
negligence, and as he found, with great reluctance. that 
the accident arose solely from the negligence of Tyler himeell. 
he must give judgment for the defendants, with costs. 

Mr. Dovcuty asked for an award under the Workmen * 
Compensation Act. 

His Lordship made an award of £800, and directed that £75 
should be deducted towards the costs. : 


| BLACK SMOKE NUISANCE. 
At the alane ‘of the Poplar Borough Council, the Charing 
Cross, West End, and City Electric Supply Co., Ltd., was 
summoned at West Ham Police Court last week for emitting 
black emoke in such quantity as to cause a nuisance. from 


its works at Marshgate Lane, Stratford, According to 1 M 
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Times н Mr. F. A. S. Stern. foi the i company, eaid they 
used 80,000 tons of coal a year. Latterly they had been receiv- 
ing all sorts and conditions of coal, and at times it had been 
dificult to avoid a nuisance.. Mr. Ratcliffe Cousins made a 
formal order to abate the nuisance forthwith, and ordered the 
company to pay £5 5s. costs. 


Н 


| ACCOUNT COLLECTOR SENTENCED. : 

Ar Bradford, on March 30th, Edward. Holmes, clerk and 
colleetor, until recently in. the -employment of the City 
Treasurer's department, was sent to prison for two months in 
the second division for embezzling £23 118. 5d.. Тһе money 
had been collected from the Great Northern Hotel, Laister- 
dyke, in respect: of an electricity account. There had been 
other items collected on the same dav and not accounted for. 
The defendant expressed his keen regret and blamed drink. 
He said he had often collected between £400 and £500 per day 
without touching it. The Chairman of the Bradford Gas 
Committee and the chief assistant overseer gave the man a 
good character. 


RUNBAKEN Млахьть Co., Lro., v. H. L. RargmagtL's REFINERY. 
In this case, according to the Daily Dispatch, judgment was 
given in the High Court on Monday for the plaintiffs. Plain- 
ufs, of Manchester, claimed from defendants, of Limehouse, 
London, damages for alleged failure to supply, under contract 
dated June 26th, 1920, 5,000 body castings, 5,000 inspectjon 
covers, and 5,000 collector end plates for magneton. 

Plaintiffs’ case was that defendants failed to supply samples 
by the end of July, 1920, which was a term of the contract, 
and later repudiated the contract. 

To that defendants’ reply was that the contract was varied, 
and samples were submitted within the altered time limit, 
and that plaintiffs refused to approve them. although this was 
one of the terms implied. They counterclaimed for £266 for 
work done on the samples and £85 for loss of profit. The reply 
of the plaintiffs to this was that the samples were defective. 

Judgment for the plaintiffs for £1,000 damages and costs. 


. ! - с | | 
PARLIAMENTARY NOTES. 


(By our Parliamentary Reporter.) 


— 


The Engineering Dispute.—Dr. Macnamara stated, on Mon- 
day, with regard to the engineering dispute, that he had been 
able to arrange on Saturday a meeting between the em- 
plovers’ representatives and the mediating committee, as a 
result of which a proposal had been submitted to a conference 
of representatives of the trade unions that day. Discussion 
on that proposal was proceeding. It would be inadvisablé to 
make any further statement at the moment. In the case of 
the shipbuilding dispute the result of the ballot had not vet 
been announced, and pending that he did not think he could 
make a statement on the future course of events. 

Electric-lamp Bulb Imports.—Mr. Raffan asked the Presi- 
dent of the Board of Trade if hg was aware that a firm of 
British electric-lamp manufacturers was a party to an appli- 
cation for a duty to be imposed on electric-lamp bulbs im- 
ported from Germany; whether his attention had been called 
to the fact that the only evidence’ produced to the Safeguard- 
ing of Industries Act Committee showing 1991 importation of 
these goods from Germany, related to a substantial consign- 
ment of bulbs actually imported by these complainants them- 
selves, as a result of an order given by them at the time when 
the coal strike in this 'country threatened their home supplies; 
and whether he was aware of this when he referred the com- 
plaint to the Committee. | 

Mr. BALDWIN replied: I am aware of the evidence to which 
the hon. member refers. The position of the firm in question 
would, I think, be more correctly described as that of a wit- 
ness called by the applicants than that of a party to the appli- 
cation. The answer to the last part of the question is in the 
negative. Electric-lamp bulbs were included in the complaint 
under the general heading of illuminating glassware. 

Railway Fares.—Mr. Leonard Lyle asked the Parliamentary 
Secretary to the Ministry of Transport whether he had made, 
or intended to make, any representations to the railway com- 
panies, both overhead and underground, .in favour of reduc- 
tion of their fares, in view of the decrease in the cost of living 
and in the rate of pavment of labour. 

Mr. Near replied: I have recently been in communication 
with the railway companies. and am informed that they have 
before them numerous applications for the reduction of rail- 
way rates and charges. and that these are receiving considera- 
fion. So far as the underground comnanies are concerned, I 
have closely in mind the provisions of Section 6 of the London 
Electric Railway Companies (Fares. &c.) Act. 1920. | 

Wireless as Aid to Industry.—Sir Douglas Newton asked 
the Postmaster-Gerieral if he was prepared substantially to 
modify and relax, at an early date. the existing regulations 
restricting the use of wireless telephones: and if he wonld 
sanction and promote the daily broadcasting. by established 
and suitahlv equipped radio stations, of wireless telephone 
messages likely to prove of value to trade and industry in 

is country or being of general public interest. 


Mr. KeLLaway replied: І am entirely sympathetic towards 
the idea of utilising wireless telephony for the broadcasuug 
of messages of the kind referred:to by the hon. member. ` The 
whole question is being referred to the Imperial] Communica- 
tions Committee 1n order that the views of the other depart- 
nents concerned may be obtained as early as possible. | 

The London County Council (Tramways, Trolley Vehicles 
and Improvements) Bill.—In the House of Conunens, on 
Mazch 30th, this Bill was read а second time. - It was decided, 
by 56 votes to 72, to give an instruction to the Committee 
which is to deal with the Bill, that a proviso should be in- 
serted making the erection of trollev vehicle equipment on, 
over, under, along, or across any street or road subject: to the 
provisions of Section 23 of the London county: Tramways 
(Electrical Power) Act, 1900. 

Lieut.-Col. ASSHETON-POWNALL, who moved the йен. 
said that Section 23 of the Act of 1900 gave the borough 
councils the right to veto a system of overhead traction. The 
London County Council had made repeated efforts during the 
last ten years to get round this veto, but without success. 
They were now trying to get round it again. The Lewisham 
Borough Council had decided by 28 votes to 8 against the-in- 
troduction of overhead traction.—Sir P. Dawson seconded. . . 

Sir A. SHIRLFY BENN, in opposing, said that the cheapest 
and most satisfactory system of tramways that could be 
adopted must be laid down. The J..C.C. experts said that if 
the line in question was to be extended to the Crystal Palace 
and on into Penge it would be necessary to adopt the rail- 
less trolley system. That could be adopted for an outlay of 
£148,000, while the conduit system would cost £600,000. : 

Major Gray said that in York the railless tramway was 
working at 6d. per car-mile cheaper than the omnibuses.. -: 

Mr. Ammon, a Labour Member, said that the Bill was neces- 
sary in the interests of cheap travel, and it was important to 
support the most economical means of locomotion. In 14 
towns and cities m this country the overhead trolley system 
was in operation, and was abundantly: successful. 

Mr. Neat, Under-Secretary to the Ministry of Transport, 
said that the House ought not to give borough councils the 
power to veto a decision of the House, nor should they limit 
the decision of a committee. From the point of view of the 
Ministry, anything which would improve the transport .facili- 
ties of London was worthy of consideration by the Committee. 
If the London General Omnibus Co., which petitioned against 
the Bill, could show a committee that it was willing ‘and 
able to supply the needs of the district, the · сазе. of. the 
opponents of the Bill would be very much strengthened. The 
amendment, if carried, would kill the scheme. 

The result of the division, bv which the instruction was 
carried by 86 votes to 72, was received with cheers. 

Railway Electrification.—In the House of Commons on 
March 29th, Major Kelley asked the Parliamentary Secretary 
to the Ministry of Transport whether any preliminary surveys 
had been made for the electrification of railways in the coal- 
fields of South Yorkshire, Nottingham, and Derbyshire; and 
whether any railway route in those areas was to be electrified. 

Mr. Neal replied: I have made inquiries and am informed 
that the railway companies concerned are not at present con- 
sidering any project for the electrification of any of their lines 
in the area referred to. 

Edinburgh Corporation Electricity Suis —In the Ноле of 
Commons on Tuesday, Mr. William Graham asked. the Parlia- 
mentary Secretary to the Ministry of Transport whether his 
department had had under consideration a scheme for the 
supply of electricity by the Corporation of Edinburgh, to ip- 
clude the citv of Edinburgh. the county of Midlothian, the 
county of East Lothian, and other areas; whether, in the ease 
of East Lothian an application had been lodged for powera in 
a certain area by the Musselburgh and District Electric Light 
and Traction Со.; what was the present position of this appli- 
cation ; and whether, in view of the fact that the needs of this 
large area must be considered together, he would arrange. that 
the Corporation of Edinburgh should be heard in the necessary 
inquiry before any powers were granted to the Musselburgh 
Co. 

Mr. Neal replied : The Electricity Commissioners have given 


‘notice of a provisional determination of an electricity district 


for the area mentioned. The Musselburgh and District Elec- 
tric Light and Traction Co. have applied to the Electricity 
Commissioners for a special order extending their area of 
supplv. The Corporation of Edinburgh is opposing the grant- 
ing of this order. and will have the opportunity of stating its 
case before the Commissioners. 

The Electricity Supply Bill—The House of Lords on Tuesday 
gave further consideration to the Electricity (Supply) Bill. 
On the motion to go into committee, the Marquess of SALIS- 
всвү asked the Government to agree to the reference of the 
Bill to а Select Committee for consideration and report. He 
said that the Bill was а very complicated and technical ‘one, 
and raised principles which. so far as he knew. had never 
been accepted in our legislation. It raised qnestions which 
needed investigation, such as the extent to which the supply 
of electricity should be under bureaucratic: control, and the 
extent to which the rates should be used for the purposes of 
the Bill. 

Lord HarpaxE pointed ont that the scheme nvaetivin the 
Bill had been investigated three times. . It did not put:a 
burden on the public, but proposed to make a saving of 


E 


480 


THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2.315, APRIL 7, 1922. 


55,000,000 tons of coal a year. In London the ratepayers 
paid through the nose for electricity, and the system proposed, 
if properly carried out, would be ап enormous saving to the 
punc lt would be a great misfortune if this plan were de- 
layed. | 

Lord Слїхконр said that we were behind a great number 
of countries in connection with our electric power, and it 
was essential that we should have cheap power all over the 
vountry. He thought that the best way to secure general 
agreement was for the matter to be thrashed out by a Select 
Committee of that House. 

The Earl of BrssBoRoUGH moved an amendment to refer the 
Bill to a Select Coinmittee. 

Viscount PEEL, Secretary of State for India, who has charge 
of the Bill, resisted the amendment. He said that the sole 
purpose of the measure was to enable the Act of 1919 to be- 
come operative. Once it was passed, various schemes prepared 
by the Electricity Commissioners under the Act of 1919 would 
be put into effect. 
ments to the Bill in the Order Paper, but four only were of 
substance, and these could very well be dealt with by that 
House in Committee, and thus avoid the delay of referring 
the Bill to a Select Committee. To refer the Bill to a Select 
Committee would be enormously to prejudice its fortunes, 
even if it did not absolutely destroy its chances of being passed 
into law this session. | 

On a division, the amendment was rejected by 42 votes to 
40, and the House then went into Conumittee on the Bill. 

On Clause 5, which deals with the powers of authorised 
undertakers, &c., to give financial assistance, Lord ASKWITH 
moved an amendment with the object of preventing local 
authorities from entering into various monetary transactions 
set forth in the clause. 

LORD MONKBRETTON said that the Bill would break down if 
the amendment were accepted. The Bill was considered and 
agreed to by all parties on the L.C.C., but it was absolutely 
essential that an amendinent of this kind should be put on one 
side if the L.C.C. were to be able to transfer to a joint elec- 
tricity authority powers it had with regard to the purchase of 
electricity undertakings. 

Viscount PEEL said that he could not accept the amendment, 
which would wreck the finances of the joint electricity autho- 
rities. | 

The Marquess of SaLisBURY supported the amendment, 
which was negatived. 

The Earl of BEssBoRoUGH moved an amendment providing 
that the council of a county district to which the clause was 


It was true that there were 60 amend- . 


to apply should have a population of not less than 50,000. 
lhis amendment was agreed to. 

lhe Committee also agreed to an amendment moved by the 
Earl of BEssBOROUGH, luniting the annual liability to the pro- 
ceeds of a rate of 14. in the £ in the case of.a local authority 
which was not an authorised undertaker. An addition was 
also agreed to, moved by Viscount PEEL, that, in the case of 
an authorised undertaker, the liability should be limited to 
the estimated annual amount of capital charges of which it 
would be relieved by reason of taking a supply in bulk froin 
the joint electricity authority; such estimated amount would 
be determined by the Electricity Commissioners, whose 
decision was to be final. 

The Earl of BEssBoROUGH moved a new clause defining the 
power of Joint electricity authorities to lease undertakings to 
authorised undertakers. This was accepted by Viscount Peel 
and agreed to. Clause 9 was added to the Bill. 

The consideration of the remainder of the Bi!l was postponed 
until Wednesday, April 5th. ! 

Private Bills.—Before the Standing Orders Committee of the 
House of Lords on Tuesday the Yorkshire Electric Power Co. 
made an application asking that the Standing Orders might 
be dispensed with so that additional provision might be in- 
cluded in the Bill, already before Parliainént in this session. 
The Bil seeks additional power for the company and the 
additional provision is with regard to additional capital. The 
Committee being satisfied. with the reasons put forward, 
granted. the application. i 


Torquay Corporation.—An application was made by the Tor- 
quay Corporation asking that the Standing Orders might be 
dispensed with in order that it might be pennitted to de- 
posit a Bill seeking powers to extend the electricity under- 
taking and to construct a new generating station. The Com- 
mittee granted the application. 


Wireless Service between India and England.—In the House 
of Commons on March 28th, Mr. Hurd asked the Under-Sec- 
retary for India if an Indian ‘upplication had been made to 
the Indian Government for a licence to work a direct wireless 
service between India and England; who was the applicant: 
and whether the licence was being granted. 

Earl WINTERTON replied that he bad understood that such 
an application had been received, but the Government of India 
did not consider it desirable, at this early stage, to disclose the 
name of the applicant. No licences to private persons for 
wireless stations between Eugland and India were being 
granted at present. : à; 


BUSINESS NOTES. 


Bankruptcy Proceedings.—NaTHAN Prins, merchant and 
agent, late of 74, Forest Road, Dalston, | N.E.—1he 
debtor had traded in electrical accessories, and under 
a receiving order made against his estate on March 
16th, on the petition of Export Traders, Ltd., the statutory 
first meeting of his creditors was held on March 3Uth 
at Bankruptcy Buildings, Carey Street, W.C. It appears 
that the debtor is a Dutch subject, and that he came 
to England in 1912, afterwards being employed by a 
firm dealing in electric lighting appliances. In the middle of 
1919 he began on his own account and dealt in electrical acces- 
sories at 74, Forest Road, Dalston. He had no capital when he 
began that business, but he managed to make a profit cf from 
£3 to £4 a week. ‘The claim of the petitioning creditors, who 
are the only creditors, amounts to £143, and is in respect of 
goods supplied, they having obtained judgment against him in 
November last. The debtor is now engaged as a traveller by 
a firm of importers and exporters, and he attributes his pre- 
sent position to the drop in the prices of goods and to slackness 
of trade. He values his assets at £10. The meeting was 
closed, there being no proposal before it, and the matter re- 
mained in the hands of the Official Receiver. l : 

E. Cooxson (W. Turnbull & Co.), automobile, electrical, and 
mechanical engineer, Express Magneto Repair Works, Eliza- 
beth Street and Charles Street, Blackpool.—Receiving order 
made March 28th on debtor's own petition. 

J. F. Luptow anD R. R. сро (Ludlow Bros.), electrical 
contractors, 196, Church Road, Redfield, Bristol.—Receiving 
order made March 29th on debtors’ own petition. First meet- 
ing April 12th, at the Official Receiver's Office, Bristol; public 
examination April 21st, at the Guildhall, Bristol. 

С. F. Nason, electrician, 93, Butt Road, Colchester.—Re- 
ceiving order made March 27th on debtor’s own petition. 
First meeting April 18th, at 5, Buttermarket, Ipswich; 
public examination April 26th, at the Law Courts, Col- 
chester. 

F. Rawcuirre (F. Rawcliffe & Co.). electrical engineer, 8, 
Nun Street, Newcastle-on-Tyvne.—First meeting April 11th at 
Official Receiver’s offices, Neweastle-on-Tvne. Public exami- 
nation May 4th at the County Court, Newcastle-on-Tvne. 

W. J. Dicken (W. Dicken & Son), electrical engineer, 2, 
Upper High Street. Bargoed.—First meeting April 13th at 34. 
Park Place, Cardiff; publie examination April 27th, at the 
Town Hall, Merthyr Tydfil. =) | , 


Company Liquidations.—Bepesco, Lro., manufacturers of 
electric lignting sets, London.—1he creditors were called to- 
gether on April зга at the offices of Messrs. Quaife & ‘luke, 
accountants, 155, Fenchurch Street, London, E.C. Mr. A. E. 
Quaife, who occupied the chair, stated that the company had 
passed the usual resolution in favour of voluntary liquidation, 
and had appointed him to act as liquidator. He added that 
he had ascertamed that the liabilities amounted to £1,170. 
while the net assets were expected to produce £139. The 
creditors passed a resolution contirming the voluntary liquida- 
tion of the company, with Mr. Quaife as the liquidator. 

SwirT EvectricAL Lrp.—In the Companies Winding Up 
Court, on 'Luesduy, Mr. Justice Lawrence made an order for 
the compulsory winding-up of this company on the petition 
of Messrs. Watshams, of 33, King Street, Covent Garden. 
electrical engineers, Judgment creditors, for £122. There was 
no opposition to the petition. 

WHITE Bros. ENGINEERING AND MACHINERY Co., LTD.—4AÀ 
petition for the winding-up has been presented by Mrs. C. 
Young, coke contractor, of 5a, Church Street, West Hain, 
and will be heard in London on April 11th. 

STENTOPHONE (MOTOR ACCESSORIES), LTp.—Winding up 
voluntarily. Liquidator, Mr. A. H. Treloggan, 310, Alcester 
Road, Moseley, Birmingham. 

WASHINGTON & Co., Ltp.—Winding up voluntarily. Liqui- 
dator, Mr. H. Rhodes, of Halifax. Meeting April 10th at Com- 
mercial Bank Chambers, Halifax. 

W. H. LANE Proprietary, Lrp.—According to a Melbourne 
newspaper, an order for the winding-up of this company, 
mechanical and electrical engineers, of Queen Street, Mel. 


“bourne, was made on February 9th by Sir William Irvine, the 


Chief Justice, on the application of the English, Scottish and 
Australian Bank. Tor the bank it was stated that the petition 
was on the ground that the company was unable to pay ite 
debts. The bank was the principal ereditor, the company 
owing it £5,666. The company did not oppose the application. 

Dissolutions of Partnership.—PvNE MANUFACTURING Co., 
electrical engineers and manufacturers. J.atimer Road, Ted- 
dinyton.—Mr. H. D. Рупе and Mr. P. F. Clark have dissolved 
partnership. Mr. Pyne will attend to debts. 

BRINDLEY & ELBOURNE, consulting engineers. 110, Victoria 
Street. S.W.—The partnership between Mr. Н. S. B. Brindley, 
who died on March 28th, 1920, and Mr. E. F. Elbourne, has 
heen dissolved as from that date, Debts will be attended to 
by Mr. Elbourne. : 
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Trade Announcements.—THE ANGLO-OVERSEAS ENGINEERS 
AND MERCHANTS, LTD., and the ANGLO-SPANISH INDUSTRIAL 
AssOCIATION have removed to Lennox House, Norfolk Street, 
Strand, W.C.2, where they have additional office accommoda- 
tion. lelephbone No. unaitered : " Central 694.” 

THE INDUSTRIAL Pusuicrry Bureau, which publishes a series 
of useful little 300-word folders of an interesting and chatty 
character for employés (they are called the '"P.D.T." (Pay-day 
Talks) method of securing the goodwill of Labour), has re- 
moved Its offices from Сага to 40, Bennett's Hill, Bir- 
mingham. 

Tug ALFO ELECTRICAL ENGINEERING Co. is closing down its 
branch business at Telegraph Road, Heswall. 

Мк. HARRY ROGERS, Hriars Gate, Warrington, has opened 
branch premises at 4, Walton Road, Stockton Heath (to deal 
with installation work), where he wishes to receive catalogues 
of electrical accessories, motors, fittings, &c. 

THE A. & А. ELECTRICAL Co., Lro., of 13, Farringdon Road, 
London, E.C., has taken over the business of Spicer & Co., 
Ltd., of Red Lion Street, Clerkenwell, E.C., and it will attend 
to all accounts and carry on the business under its own 
name., Mr. S. J. Levi, managing director of Spicer & Co., has 
been elected a director and appointed manager of the А. & A. 


Catalogues and Lists.—INDUSTRIAL ENGINEERING, LTD., 
Poland House, 167, Oxford Street, W.1.—An illustrated pam- 
phlet describing the `“ Post Stylolectric " pen, an electrical 
peh for indelibly marking all kinds of materials. 

Messrs. Bascock & Wircox, LTD., Oriel House, Farringdon 
Street, E.C.4.—An illustrated pamphlet entitled '' Steam 
Generation," dealing with boilers, stokers, ash plant, coal- 
handling gear, and other steam-raising accessories. 

ENTERPRISE MANUFACTURING Co., Lrp., Electric House, 
Grape Street, Shaftesbury Avenue, London, W.C.2.—Net trade 
price list of cables, conduits, and accessories. 

THe MIDLAND ELECTRIC MANUFACTURING Co., Ltp., Barford 
Street, Birmingham.—A_ well-illustrated price list of switch- 
and fuse-gear, including the " Paragon," " Kantark,’’ ** Glas- 
gow” and other types. 

THE ALTON Battery Co., 1тр.‚ 90-91, Queen Street, E.C.4.— 
Three leaflets dealing with “A.B.C.” accumulators, giving full 
dimensions and particulars. 

Messrs. Higes Bros., Sand Pits, Birmingham.— Monthly 
Magazine for April giving reduced prices of motors and 
dynamos in stock, notes on the manufacture of these machines, 
and humour. 

Tae ELECTRIC Construction Co., Ltp., Dashwood House, 
9, New Broad Street, E.C.—Publication B-495, illustrating 
and describing the construction and characteristics of inulti- 
speed induction motors (Creedy patents). 

THe FALKIRK Iron Co., 1лр.‚ Falkirk, N.B.—An illustrated 
leaflet advertising the “ Falco Double-Ray " electric heater 
and toaster. Priced. 

ELecTRo-METALS, [;TD., 56, Kingsway, W.C.2.—Leaflet 1001. 
A well-illustrated description of the construction and working 
of the firm’s electric furnace. 

Messrs. HaNpLEY Pace have issued a wall calendar with 
monthly ships for the period ending March, 1924. A Handley 
Page machine is shown crossing the coast line. 

Messrs. WALKER, CROSWELLER & Co., 265. Strand, W.C2. 
An illustrated leaflet advertising * Arkon ". dial draught 
gauges and water column gauges. | 

SIMPLEX Conpbvits, Lrp., Garrison Lane, Birmingham.— 
Price List No. 939, giving illustrations and particulars of 
porcelain insulators, ceiling roses, lampholders,, tumbler 
switches, and other electrical accessories. 

MATERIEL ELECTRIQUE ALEX. LEFEBVRE, 9, Rue Arsène Hous- 
save, Paris (VIIIe).—Laist of plant for sale (No. 55), including 
complete generating sets, generators, motors, motor-generators, 
rotary converters, and all kinds of prime movers. Prices are 
given in most cases. 

THe G. & P. Exectricat Co., 29, Heathcote Street, Notting- 
ham.—A priced leaflet advertising country house lighting and 
power plants. 

Mr. Rosert Crust, 40, Brook Street. Bradford.—An illus- 
trated leatlet dealing with the '' Bradford " patent wiring box, 

Book Notices.—'' Marine Wireless Pocket Book," by W. 
H. Marchant, pp. vii+177, illustrated, price 6s. net. 

“The Dynamo: Its Theory, Design, and Manufacture," by 
C. C. Hawkins. Vol. I. Pp. xxiv--615, 313 figs. Price 21s. 
net. London: Sir I. Pitman & Sons, Ltd. 

Journal of the Institution of Engineers (India). Vol. T. 
September, 1921. Calcutta: The Institution. Rs. 50 per an- 
num. 

“ Electric Accumulators: Their Construction and Manage- 


ment," bv B. E. Jones. New edition. Revised by A. H. 
Avery. Pp. 152; 57 figs. | London: Cassell & Co. Prie 
Is. 6d. net. 


" The Structure of the Atom." by S. Miall. 96 pp., illus- 
trated. Tondon: Benn Bros.. Ltd. Price 1s. 6d. net. 

“Handbook on Controllers for Electric Motors " (29 pp.). 
St. Louis. Mo., U.S.A.: The Electric Power Club. Price 25 
cents.—This is a concise description of various tvpes of con- 
trollers and starters, together with details of installation and 
connection. 

“The M. & C. Apnrentices' Magazine." Vol. 6. No. 21. 
Glastow: Мако" & Coulson, Ltd.—This issue contains. as 
usual, many interesting articles: and notes, including ‘ The 


Outlook," by Mr. Sam Mavor, and ‘‘ Reminiscences of a 
Pioneer," by Mr. Henry Edmunds, M.Inst.U.t. 

‘the Electrical Power Engineer," Vol. 1V, No. 3, March, 
1922. London: ‘the Electrical Power Engineers’ Association. 
Price 6d.—In this number appears an article on ‘* The Prob- 
lem cf High-speed Boilers for Power Stations," by R. Royds, 
M.Se.; а witty short story, " Тһе Runaway "; and numer- 
ous reports of the Association's activities. | 

Annuaire Officiel des Addresses Télégraphiques, 1922.. Lon- 
don: Business Directories, Ltd. (sole agente here for the Paris 
publishers of the volume). 25s. net, carriage paid.—This is 
the first issue of a volume of 800 to 900 pages, in which is given 
what purports to be a full list of French business houses, to- 
gether with their telephone numbers, codes, and languages 
used, trade and telegraphic addresses. The volume is in three 
sections: (1) A general alphabetical list of firms and their 
particulars; (2) an alphabetical arrangement of telegraphic 
addresses, &c.; (3) а classified and alphabetical trade index. 
The directory should be of service to all having business rela- 
tions with French houses. 

' Touring by Motor Coach " is the title of an attractive 
booklet issued by The Lancashire United Tramways, Ltd., 
price 1s. It gives the mileage of journevs to beauty spots from 
various centres, with brief descriptions of the localities visited, 
and a map of Lancashire and the adjoining counties within 
a radius of 70 or 50 iniles of the headquarters at Atherton. 


Brazilian Centenary Exhibition, 1922.—In face of the 
existing world-wide economic situation, it was hardly to be 
expected that the response of British manufacturers to the 
Invitation to show at the Brazilian Exhibition, conmemorative 
of the first Centenary of Independence, to be held from Sep- 
tember 7th to November 15th next, would be either large or 
representative; but in spite of serious industrial difficulties at 
home, the depreciation in value of Brazilian currency, and the 
consequent trade depression existing in that country, and, above 
all, of the still high cost of freights to South America (not- 
withstanding the special reduction of 50 per cent. made by 
the two British lines engaged in the transport of exhibits to 
Brazil), participation by British firms, either in the form of 
special exhibits or of models and transparents in connection 
with single samples, promises to be not wholly unimportant. 
In view of the long-established friendship between Brazil and 
the British Empire. special efforts have been made to bring 
about official as well as private participation. 

It is to be regretted that certain British firms which had 
practically decided upon participation have now been com- 
pelled to withdraw. Their final decision has been influenced 
bv the deadlock in the home engineering trade, continued 
delays in coal deliveries, and the steady decline in foreign ex- 
changes. On the other hand, preparations which were well 
advanced for the dispatch of heavy machinery and rolling 
stock exhibits are still proceeding, and, should no further un- 
toward circumstance occur and certain objections in connection 
with the site of the British exhibits be overcome, it seems pro- 

, bable that shipment will take place very shortly. 

It should be remembered that goods arriving after June 
next, the ultimate date fixed by the Executive Committee, 
may be refused entrance; they would thus lose all right to 
exemption from duties and probably become a complete loss 
to the shippers, who would be without any right of appeal. 
Moreover, only fifteen days are allowed for the removal from 
the country of goods on exhibition, and if any remain after 
three months they will be deemed to have been abandoned. 
On the other hand, it is important that intending British 
exhibitors should know that at the conclusion of the Rio de 
Janeiro Exhibition (provisionally fixed for November 15th), 
certain other Brazilian States will hold local expositions, 
notably Maranhao. Exhibitors should thus be enabled to trans- 
port their displavs at comparatively small cost to other indus- 
trial centres of the Union.—Reuter’s Trade Service. 


Patent Applications.—Applications have been made for 
the restoration of the following patents :— 

No. 5,419 of 1913. Granted to Charles Hilliard Donald for 
'' Improvements in or relating to ropeways.”’ 

No. 4.191 of 1915 and the patent of addition No. 117,351 of 
1917. granted to Royles, Ltd., John James Royle and George 
Eric Rovle for '' Improvements in or relating to steam traps 
and the like.” | 

A ' Relay " Gift.—THe RELAY AvTomMATIC TELEPHONE Co., 
LTD., has sent us a neat ash trav. This is of glass, and dis- 
plavs an illustration cf a relay, the firm's name and address 
appearing as a border. 


The British Industries Fairs.—4A joint meeting of the 
Council of the Birmingham section of the British Industries 
Fairs and exhibitors at this section was held on March 29th. 
Many suggestions for future Fairs were put forward. and 
«ome will no doubt be acted upon. It was considered that 
the month of May would prove more advantageous to the Bir- 
mingham section, although it was probably not advisable to 
alter the date of the Londen exhibition. A suggestion by the 
Council to introduce standardised stands was not favourablv 
received, and was on this account dropped. The admission 
of the public was agreed upon, although only for certain 
days: a small charge would be.made to obviate overcrowding. 
The transference of the Section to London was not considered 
feasible, the proximity of Birmingham to the factories being 
a strong reason for the retention of the present site. 
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A Glasgow ..Exhibifion.—A. Public Health Lxhibition is. to 
Бре held at the Kelvin -Hall from July 35th to wtib. The Cor- 
poration. Electricity .and 588, ан are quiu 
. pating. К i . + 4-2. VÀa s. Ж П 


E.D.À. Activities.—W'e have received another of the 
bunches of literature which irom ‘tiine to time are sent (0 us 
by the E.D.A. This collection òf pamphlets, reprints, &c.;'ís 
quite up to the usual standard. in its attention-compelling 
qualities and interest. А parody of “The Song of the Shirt ”' 
depicts conditions very different. to. those” Which’ made the 
original a classic—a change brought about by ‘the introduction 
of the motor- -driven sewing inachine. Many. interesting facts 
regarding cooking—the Cindere Па of electrical operations—are 
given in several leaflets; and in various ways the housewife 
is taught that emancipation from domestic drudgery is at-ber 
hand if she will only use eléctricity for the | tasks which at 
` present make her life a burden. ` 


Wages in the Electricity Supply Industry ,—Consequent 
upon the fall of fourteen points.in the official statistics of the 
cost of living, and in accordance with the national agreement, 
& reduction of 14. per: hour in the wages of-etectrical. workers 
takes effect as from April Ist. 


` Boiler Contracts.—Orders received during the last two 
months by the SrrLING Boier Co., Lrp., for Indian State 
railways, municipal, colliery, and industrial authorities, com- 
prise 17 boilers, having % total heating surface of 84,600 sq. ft. 


For Sale.—Dy direction of the Disposal Board, Messrs. 
ANDERSON & GARLAND will sell by auction on April 25th and 
following days at Cramlington Aerodrome, near Newcastle-on- 
. Tyne; dan generating plant, heating boilers, бе. 

Lincoln Corporation. Electricity Departinent has a quantity 
of surplus plant for disposal, including generating sets, engines, 
boilers, switchboard paneis, pump, coal-handling . plant, ќе. 

Gillingham Corporation Electric | Light Department invites 
PS for surplus. generating plant, including water-tube 

bo llers, .superheaters, feed pumps, condenser, piping, &c.. 
üburgh Corporation Electricity Department has for dis- 
віх generating sets, 

i order of the High Court Mr. H. Holmes, of Holmes and 
Co., jn conjunction with Messrs. L. Farmer & Sons. will offer 
by auction on May 3rd, at Winchester House, Old Broad 
Өн E.C., the freehold premises, fitted. with. lifts, cupi 
heating and electric power, &c., lately. occupied by Messrs. 
John.Brinsmead & Sons, in Grafton Street. (See « our adver- 
tisement columns to-day.) 


Soéial Events.—NATIONAL ASSOCIATION OF SUPERVISING Else: 
TRICIANS.—A whist dNve and dinner took place at the Mecca 
Café, Ludgate Hill, on Saturday, March 25th. The com- 
pany comprised about 70 ladies and gentlemen, past and 
present members of the Board of Control of the National Asso- 
ciation of Supervising Electricians and their friends. During 
an excellently served dinner; Mr. R. W. Whitley, nm a 
humórous speech, proposed ‘the toast of ‘The Ladies," to 
which, much to the amusement of the diners, Mr. W. J. 
Revell responded on behalf of the fair sex. An excellent 
musical programme and a most enjoyable whist drive, with 
Mr. A. J. Stiling acting as M.C.. added much to the success 
of the evening. The promoters, Messrs. W. J. Revell and. A. 
Л. Stiling, thoroughly deserved the vote of thanks proposed by 
Mr. J. M..Crowdy, one of the founders of the Association, 
W ile Mr. T. H. Windibank, as chairman, caused much merri- 
‘ment With his humorous. remarks when distributing the prizes 
апа delighted the guests with. the nianner in which he carried 
out’ his duties. 

"Tbe annual dinner of the W illesden. District Council's Elec- 
tricity Departmerit took place on March 25th, Councillor W. 
A. Hill, ehairman of the Electricity Committee, presiding. 
Tn responding to the toast of ` The Electricity Department,” 

r. Blake, the electrical engineer, spoke of the progress 
made during the past ten years, making special reference to 
the success of the Council's electric vehicles: A very enjoyable 
miaa “Programme was provided. . | А 


7 Forthcoming’ Exhibitions.—The following exhibitions are 
henge organise 

LONDON —May ‘st io 6th. Photocraphic Fair; July 3rd to 
14th; London Fair and Market. 

. BIRMINGHAM. —May 25th to June 3rd, Industrial and Com- 
méroial Efficiency Exhibition; June 15th to Ath, International 
Foundry Trades Exhibition. et 
. Вецсісм (Liége)—June and July, rene Gona Te clinical 
Hndineering _ Exhibition... (Mons) — November, Commercial 

air.. 

Braz, (Rio de йан өйө}; —September 7th to Movtiiber 15th, 
Centenary. Exhibition. 

ЕѕтнохтА (Reval).—September 2nd to lth, Agricultural and 
Industrial Exhibition. А | 

. France (Paris).—Mav 10th to 25th, Samole Fair.. 
—May от to June 6th, Exhibition and Fair. 

Tray (Padua).—June Ist to 15th. International Sample Fair. 

JuGO-SravtA. ([Jubljana).—September 2nd to 11th, Inter- 
natianal Sample Fair. 

Latvia (Riga). —June 11 to : 
trial Exhibition. 

'PoLAND (Lemberg). Е her 5th to 15th; ‘Eastern Fair. 

TRIESTE.—September 3rd to 18th, International Sample Fair. 


(Ren nes). 


25th, Agricultural and Indue- 


. carry on somehow in spite of disorganisation until Ње -shortly- 


. Joint Industrial | Cowadig Between twenty ` a rm 
joint industrial councils and interim reconstruction commit- 
wes for various important industries have been: jn communi. 
cation with the Ministry of Labour with a view to obtaining 
legislation giving power to the. Ministry to nuke binding upon 
the whole of any industry any wage award or, agreement, it w 
requested by. the joint industrial council or interim recon- 
struction committee concerned. There ‚аге. instgnees, ib is 
allezed,, where employers have broken away from the joint 
industrial council, und the machinery has been rendered prac- 
tically abortive in consequence. The decisions of the Trade 
Board, when confirmed by the Ministry of Labour, are legal 
.und binding, and while there is no desire on the part of the 
employers or unions to substitute joint industrial councils for 
trade boards,.it is desired: that the machinery of the counciis 
shall be equally effective, and that they shall have simular 
powers. The Ministry of Labour has replied that the sugyested 
legislation can only come through the eftorte of the Counti 
themselves. — Daily Telegraph. Ж 

The British Electrical Development Association (lie). 
The following аге the names of the chief officers and member: 
of the Executive Committee of the E.D.A. for 1922-23 2. | 

President : Councillor E. C. Ransome, O.B.E., J.P. >» 
. Past President: Mr. Hugo Hirst, M.IEE. : | 

-Vice-Presidents : Mr. Alderman W. . Walker, A. M.LE.E.: 
Mr. W. B. Woodhouse, M.I.E.E. 

Chairman of Council: Mr. Llewelyn B. Atkinson, 

Mr. Llewelyn B. Atkin- 


A, M.Inst.C.E.,, МД.Е.К. . 

. Executive. Committee. —Chairman : 
son ; Membera: Messrs. S. T. Allen, A, P.-.Ambler, A. F. 
Berry, WF Bishop, H. J. Cash, T. W.. Cole, A. C. Cramb, 
R. S. Downe, D. N. Dunlop, J. E. Edgecombe, W. A. Gillott, 
R. Hardie. H. Marryat, E. A. Marx, L. L. Robinson, T. Role, 
E. T. Ruthven-Murray, R. P, | Sloan, S. Н. Stanley, L. G. 
Tate, Major.H. Clifford. Palmer, and Lt.-Col. W. A. Vignoles 

Co-opted Members.—Tariff Sub-Committee : Messrs. HS L. 
Madgen, P. M. Rossdale, À Rye, and P. D. Tuckett:. De 
mestic Electrification Sub- CE Messrs. J. H. Bowden. | 
С. б. Nobbs, I. V. Robinson, and Е. Selley. 

Mr. J. W. Beauchamp is the director and secretary (1. 
Savoy Street, W.C.9j. 


г Birmingham Trade.—The annual report of the Birming. | 
ham Chamber of Commerce shows that it has a membership 
larger . than .that of апу provincial Chamber of Commerc. : 
and in its character it is thoroughly representative of Bir - 
mingham and Midland industries, and particularly of the hard- « 
ware and metals, the electrical and mechanical engineeripnz. 
and the motor, cycle, and gun trades. About 200. new members... 
were elected last year, making а total at the end of the year 
of 3,496 (and this number .has since been much increased). | 
The report claims that the strength of the commercial organi- 
sation of the country through the Chambers of Commerce 
has considerably increased during the year, and that never 
in their history have they been more useful and powerful. - 


Young Engineers Leaving for Cahada.—An effect of the 
prevailing industrial unrest was seen at the Liverpool landing- 
stage on Saturday, when 50 young engineers joined the Cana- 
, dian Pacific liner Melita, bound for Canada, to take up farm- 
* ing in the Western provinces of the Dominion. They hail fram 
London, Glasgow, Liverpool, Sheffield, Birmingham, and Ports 
mouth, and generally expressed the view that, -owing to the 
uncertainty of work in this country, it' had become necessari 
for them to take up farming as a means of earning a ш 
livelihood:—Manchester Guardian. ` 


Change. of. Telephone Nuarber.—The telephone mem of t 
Bir Charles Bright &.Partners, consulting engineers, has besa t 
altered to ‘* Bishopsgate 1120 " (2 lines). — > . 


Economic Conditions . in Turkey. —Captain Cauca 
Munroe (Commercial Secretary to the British High Commis- 
ston, Constantinople) in a recent report to the epartment 
of Overseas Trade, sums up his impressions as follows: "In 
the first report printed after the Armistice it was stated that 
the whole trend of events in Constantinople had been to 


expected peace arrived. This is now nearly three. yeare ago, 
and the end seems no nearer in sight. It is true that the 
remarkable facility that the Turkish public seem to posses 
in some way to get over one crisis after another finds the city 
in certain respects perhaps m a slightly better: position at the 
beginning of 1922. There is no donbt.as regards Anatolia 
that, given. internal peace and a stable government, people 
would be prepared to invest money in the exploitation of 15 
rich resources, even where before the war the risk was preat. 
The solvency of the country, however, is bound up with the 
Anatolian question. Turkey has a heavy bill of expenses to 
pay, and this is growing larger each day with the continued 
Allied occupation, and until both Turkey and Russia are onc? 
more at peace it is not likely that the Turkish market wil 
afford much attraction for foreign trade.” 


Unemployment.—The Ministry of Labour. returns for 
March th showed a total of 1,769.076 totally unemployed— 
a decrease of 30,323 on the week. This was the largest weekly 
decrense this year, and made a total decrease of 172,100 m 
ten weeks. There was also a decrease of about 6,0M in tbe 
number working ''short"" time. The returns dated March 
97th show a further reduction to 1,739,764. 
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British Trade in Belgium.—The first all-British co-opera- 


tive sample room was opened in Brussels on March 23th by 
Sir George Grahame, the British Ambassador. > 

The room in which the exhibition is housed is a lofty build- 
ing more than 40 ft. by 40 ft. in dimensions, and has a large 
glass roof, giving bright daylight to every corner. The second- 
агу hall measures 40 ft: by 25 ft., and offers advantages where 
the combination of natural and artificial light is required. The 
premises, situated as they are, at 9, Rue de Ligne, are right 
in the business centre of Brussels. The idea of the sample 
room 18, put shortly, to supply a permanent sample and stock 
room for British manufacturers at, what is, in fact, a nominal 
cost. The samples displayed are in charge of a competent 
manager, who replaces, in effect, the commercial traveller of 
the firm in the ordinary stock-room. Literature, price lists, 
and full particulars of the goods for sale are stored with the 
exhibit of samples, and will be handed to and explained bv 
the resident manager.. The official opening ceremony was 
attended by a large and thoroughly representative body of 
Belgian Ministers and merchants. The Federation of British 
Industries was represented by Mr. G. Н. Locock and Mr. S. 
Springer. 

Sir George. Grahame, in opening the showroom, said: “ The 
best chance for a speedy recovery of Europe in present cir- 
cumstances . is for our industrial organisations to work 
together ih. otder to improve the general situation. It is 
generally recognised that mutual assistance. the study of each 
other's methods of industry and trade, could with advantage 
take the place of the old doctrine of reckless competition. The 
existence of this permanent exhibition in Brussels, the object 
of which is to offer facilities to Belgian buyers for inspecting 
British goods with the least inconvenience, should go far to 
assist in this direction. We in England rely to a great extent 
upon the supply of certain Belgian products, just as you, on 
vour part, find. it advantageous to rely for others’ goods on 
Great Britain. I hope that the exhibition will serve to form a 
further bond between Belgian апа British commercial 
interests, which from medieval times has been of so close 
and friendly a nature.”’ 

M. Van de Vyvere, Minister of Economic Affairs, also made 
a speech welcoming the establishment of the showroom as a 
means of fostering closer commercial relations between the 
two countries.—Reuter. 


China.—A company to be known as the Ming Yuan Elec- 
tric Light Co. is being established at Chuchow, Anw hei. 


Empire Resources and their Development. 
of the Council of the British Empire Producers’ One: 
last week, the question or the organisation of the resources of 
the Crown Colonies was discussed, and it was decided to 
appoint a committee of representative producers from all the 
Crown Colonies and Dependencies to consider what steps 
should be taken :— 

(а) To promote the development of natural resources and 

encourage the investment of British capital in the 
| Crown Colonies. 

(b) To improve means of eonun tun between the said 

. Colonies and other parts of the Empire. 

(c) To readjust tariff arrangements so as to ensure that the 
+> products of such colonies in cases where import duties 
pe ` аге imposed in Great Britain: should be admitted on 

‘special terms, and that the taritis of the said colonies 

should be readjusted so as to give-the largest prefer- 

ge Жыш саша possible do imports of. Hoods produced in Great 
tain. .. 


The Building Trades Exhibitión. —This Exhibitions which 
is to be held at Olympia from April llth to 27th, will include 
interior arrangements as well as construction, and apparatus 
for heating, lighting, and ventilating buildings will be dis- 
played. Other exhibits will include machinery for wood-work- 
mg, metal-working, concrete mixing, «c. 


_ Imports into India.—H.M. Senior Trade Commissioner 
їп India has forwarded to the Department of Overseas ‘Trade 
an analvsis of the imports into India during the nine months 
ended December 3lst, 1921. He states that ‘although the total 
unporte into the country show a very considerable contraction 
owing to the prevailing depression, the reduction in the im- 
ports of British goods is not so great as in the case of our 
р competitors. The percentage falling off in American 

Japanese imports is greater than in the case of British 
cae Java now ranks as the second largest exporter to 
India, and is followed by the United States and Japan. With 
regard to machinery and inill work, the outstanding feature 
at the period under review has been. the very marked increase 
m the imports of machinery of all kinds from 14 to over 25 
crores of rupees. [n electrical . apparatus the total imports 
advanced from 2.43 to 3.35 crores; British shipmeuts from 
1.51 to 2.32 crores; American from 39 to .71 crore; and Italian 
from .04 to .14 crore. There was a falling iL in ирон 
from Japan, 


Railways in Brazil. he F аНЫН of British Industries 
Ав recently received a suggestion made by the Federal Inspec- 
torate of Railways in Brazil with regard to the repzesentation 
in that country of British manufacturers of rolling stock. . It 
ia suggested that the interests of British manufacturers would 
much advanced by the appointment of a technical expert 
Mpresentative ‘of all British manufacturers, Mus an 1 office in 
Rio de m ои Times: E 


-e a 
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Italian Exhibitions.—An Ideal Home Exhibition is being 
held in Turin, under the auspices of the Società Idroelettrica 
Piedmontese and other electrical Undersakings; during April 
and May. 

At Milan an agricultural show is to be held from April 12th 
to 27th. The 70th anniversary of the foundation of the 
university of Padua is to be celebrated by an exhibition of 
scientific apparatus from May 14th to 17th. _ There will be a 
number of prize competitions. 


A French Absorption.—The shareholders in the C ompagnie 
Générale d'Electricitó have just sanctioned an increase in the 
share capital from 50,000,000 to 60,000,000 fr. and the issue of 
7,143 new shares of 500 fr. each to the Société de l’Accumula- 
teur Tudor for the assets transferred by the latter to the 
former. 


Russian Trade Developments.—The Russian Trade Dele- 
gation has received the following information :— 

German lathe manufacturers have proposed to open a 
Petrograd branch for manufacturing luthes from Russian 
materials. | 

A new Ое АЕ for Energy " has been established to 
superintend electricity supplies. and the electrieal industries, 

The recently-destroved Petrograd telephone -station has 
rapidiy been rebuilt and is renewing private telephone instal- 
lations. 

.Twentv.of the biggest German firms have otfered electro- 
technical materials to the Petrograd Electrical Trust. 

The Petrograd economie organisations are preparing for the 
opening of navigation; 150 commodious stores are йа to 
ас, freights.—Reuter's Trade Service. 


“The German Cable -Syndicate.—It is stated that the pro- 
tracted negotiations. between the svndieated cable and. ingu- 
lated wire makers and: the ring-free firms. have now. been 
brought to а conclusion,, the latter, with two exceptions, hay- 
ing joined the syndicate. One of the autside firms is said to 
be compelled to keep aloof, as its manufactures do not com- 
ply with the regulations of the Association of German Makers 
of Conductors. . It is now expected that prices will be in- 
creased. ——— ү "s | e 


C ——————— ост 4 


LIGHTING AND. D POWER NOTES. 


Bideford. — ELECTRICITY SUPPLY TR а recent public wolni 
a resolution was carried in favour of the electric lighting 
scheme prepared by the newly-formed Electric Light Co. The 
cost of carrving out the scheme is estimated at £25,000. A 
system of overhead wiring 1s being adopted. 


Black pool.—DrpaRtTMENTAL ADMINISTRATION. —A PE АН 
has been made that the dual administration of the Blaeknool 
electricity and tramwav undertakings should cease, and that? 
two departments should be set up. A proposal to this effect 
wil be placed before the General Purposes Committee nt % 
special meeting. 


Brecon.— ELECTRICITY ScPPLY. ЗОНАЙ is fo Бе made bv 


ihe Gas Co. for power to supply the districé with шы. 


The Council has decided to support the scheme. 


 Canada.—Qurenston-CHIPPAWA > DEVELOPMENT. —The: Hydro- 
Flectric Power Commission of Ontario recently placed in opera- 
tion the second set of the Queensfown-Chinnawa (Nineara) 
development. having a capacity of from 55.000 tó 60.000 h.n. 
The Commission arranged for the cancellation of contracts for 
the supply of 95.000 h.p.. antl the new renerating set was 
placed on half load to meet this demand. Other arrancements 
and contracts for the supply of power to the Commission were 
to: terminate before the end of last month. which would 
render necessary the operation of the new set under full load. 
The third set is being installed, and, it та ехпесфед will he 
in oneration in the course of. three months. —Reuter's Trade 
Service (Toronto). 

NrwrorNDrAND.—The Colonial Tecislature Е haan notified 
hv the Premier of the withdrawal bv the Reid-Newfoundland 
Railwav Co. of its scheme for water-nower develanment. &c., 
alone the Anmber River, an the weet coast of Newfoundland. 
—Reuter'a Trade Service (St. John's). 


Continental, — Brraorme Ta — Rociétá d 'Électrieitd - de 
l'FEiacarit, of Antwerp, which has latelv entered into a contract 
with the municipal anthorities of Antwerp for the mimly 
until the end of 31939. of the electricity reanired for lighting 
and power at the docks in the northern nart of the city. last 
vear stpnliied electrical enercy to n total of 30 059 611 kWh. 
an inrren« of 8 ner cent; aver 1030. ht the new cenerating 
station. at Merxem a 7000-kW cererating set is already in 
aneration. while wark on the erection of a second set . of 
10.000 kW canacity ir wel] advanced. Jn erder ta meet. the 
increasing demand for electricity from outside districts the 
rompany is preparing nlans to extend its, distrihntine mains 


along the Mense-Scheldt Junction Canal as far ля Tnmhant. 


Fraxce.—The Ministers ‘of Acricnitnre.. Finance, Public 
Works and the Interior have now obtained M. Millerand's. ap- 
nrovnl of a decree institnting an inter-Ministerial commission 


‘for the mpos ef drawing un a programme for the: distri- 


bation of dlattrie no wer m rural commnnes and: for finding the 
' financial means оё. carrying ‘ous the scheme: Reuter. (Paris). 
TN 


em 
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The Minister of Public Works is introducing into 
the Chamber a Bill authorising the construction at l'Aber 
Vrach (Finistére Department) of a tidal power station.— 
Reuter (Paris). 


Darlington.—DisPosanL or Prorit.—At а meeting of the 
Electricity and Light Railways Committee it was reported that 
there was a profit during the year of £4,000 on the electricity 
undertaking. Of this amount £2,500 is to be used for the 
relief of the rates and £1,500 added to the reserve fund. 


Dublin.—ExTENs1oNS.—Mr. L. J. Kettle, city electricity en- 
gineer, has reported to the Corporation that the estimated cost 
of extending electricity supply to the Kilmainham and Inchi- 
core suburban districts would be £45,000. 


. Glasgow.—HosPrraL LiGirriNG.—The Health Committee has 
remitted to a special sub-committee a proposal to install electric 
lighting at Shieldhall Hospital at a cost of £2,455. 


Hawarden.—APPLICATION FOR ORDER.—The Kural Council has 
applied for a Special Order to enable it to supply electricity 
in the parishes of East Saltney, Higher Kinnerton, Hope, 
Llanfynydd, Sealand, and Tryddyn, and part of the parish 
of Hawarden, and to authorise the Council to purchase elec- 
tricity in bulk from the North Wales Power & Traction Co., 
Ltd. 

Inverness.—PROPOSED EXTENSION OF SCHEME.—It is proposed 
that the Corporation shall extend its contemplated electricity 
supply scheme to include Banffshire, Aberdeenshire, and 
Moray. : | 

Ilford.—Loaxs.—Application is to be made to the Electri- 
city Commissioners for sanction to loans of £9,527, to cover 
excess expenditure, and £10,000 for mains and services. 

Leyton.—Loan SanctioneD.—The Urban Council has re- 
ceived sanction to borrow £27,500 in respect of the application 
for a loan of £34,454 for the erection of the sub-station at 
Waterloo Road. i | 


London.— WESTMINSTER.—The City of Westminster has re- 


Reigate.—NrEw PrANT.—In order to meet the increased de- 
mand for electricity, the Corporation is installing new plant 
at an estimated cost of £48,100. 


Sidmouth.—Loan.—The Urban District Council has decided 
to apply for sanction to borrow £12,000 for plant, &c., in con- 
nection with the electric lighting scheme. 


Salford.— PROPOSED LARGE STATION.—A special committee of 
the Corporation met on Monday to consider the question of 
the proposed large station at Agecroft, and certain suggestions 
of the Electricity Committee, including the retention of Mr. 
J. A. Robertson as consulting engineer. An alternative put 
forward by the Lancashire Electric Power Co. that Salford 
should stay its hand in the possibility of being supplied bx 
Manchester from its new station at Barton, when it was com- 
pleted, was rejected. A special meeting of the Council is likely 
to be called to deal with the situation. 


Truro.—ELECTRICITY IN Всік.—Тһе Town Council has re- 
ceived approval from the Electricity Commissioners of a 
scheme for obtaining a supply of electricity in bulk from the 
Cornwall Electric Power Co., as an alternative to the Coun- 
cil’s erecting its own generating station. Arrangements аге 
being made for the supply. 


Workington.—ErtrcrnicrTY Suppty.—The Workington Elec- 
trie Power Co., Ltd., has been formed to supply the district 
with electrieity. The power station is being erected near the 
Siddick Colliery, which will be the first place to receive a 
supply. 

Worthing.— EXTENSION or Suppiy.—The Corporation 1s pro- 
moting a Parliamentary Bill in which authority is sought to 
extend its area of supply to Durrington. 


Warminster,- -ELECTRICITY SCHEME.—The newly-formed Elec- 
tric Light Co. has decided to erect a pawer station on a site 
near the Market Place, and it is hoped to have a supply of 
electricity available by Christmas. 


York.—Loan.—The Town Council has decided to apply for 


cently installed about 1,000 new * Revo " lighting fittings in 
the streets, the fittings being of а new type specially шаде 
for this particular installation hy the Cable Accessories Co., 
Ltd. | 


п loan of £4,400 for the extension of the sub-station at Wel. 
ington Row. Mains extensions involving an estimated expen. 


- diture of £6.350 are to be carried out during the year. 


Maesteg.—APPLicaTioN FoR OnbEn.—The Council is apply- 
ing to the Electricity Commissioners for an order authorising | 


the Council to establish an electricity supply undertaking. TRAMWAY AND RAILWAY NOTES. 


Mid-Lancashire.— ELECTRICITY SCHEME.—The joint scheme 

of Blackburn and Preston for dealing with the electricity 

supply in Mid-Lancashire has been definitely prepared for Burnley.—lIiack. RENEWwALs.—The Tramways Committee pro- 

consideration by the Electricity Commissioners. ‘The area ex- poses to relay the track in certain districts, including sections 

tends from Fleetwood to the industrial area of East Lancu- on the Rosegrove, Manchester Road, and Towneley routes, 
while a double line is to be laid between Rosehill Road and 

Carr Road. 


,shire, capital power stations being planned at Blackburn, 
Cardiff.—Loan.—It was reported at a meeting of the Tram- 


Preston, Burnley, and Rawtenstall, with " peak load ” sta- 
ways Committee that £301,000 had been expended on track 


“tions at Blackburn, Burnley, Accrington, and Nelson, and 
reconstruction, and as the fund set apart for the purpose had 


distributing stations at Fleetwood and St. Annes. The initial 
scheme is to link up the stations at Preston, Blackburn, and 

been absorbed it was recommended that application be made 
for a loan of £160,000 to complete the work. 


Burnley through Accrington, the cables to be laid before 

1926, а хас уеаг E ae in other towns will be 

carried out. The controlling body will consist of гергеѕепіА- p aoe 

tives of the local authorities concerned. With the exception of oe pu ela peat P DU M S 

Blackburn, present supplies will be available for stations con- duction of 14. fares (the present minimum is 14d ) and on the 

.structed 20 or 30 years ago. Most of the sites, however, are introduction of special fares Tor СБа і 

not favourable for cheap generation. The scheme provides a : | | 

that during the уеагв 1922-31 existing stations, with the excep- Continental.—Francr.—It is estimated that the expenditure 

tion of Blackburn and Rawtenstall, should be gradually closed on е electrification of a length of 1,860 miles of the Orleans 
railway will exceed 470,000,000 fr. on the pre-war basis of 
prices, of which 150,000.000 fr. would be for locomotives. 

SWEDEN.—The conversion of the International Swedish 


. down, and normal supplies be forthcoming from the larger 
Riksgrins-Narvik Railway, which has been twelve vears under 


stations at Blackburn, Preston, and Burnley, all inter-con- 
.nected with each other. Several of the other stations may be 

construetion, is approaching completion. The continuation to 
Narvik is expected to be completed by October this year. 


.retained for emergency purposes for a time. The Blackburn 

‘station is equipped with 20,000 kW.. to be extended to 30,000 

kW; Preston will have 20,000 kW, to be extended to 40,000 E Pe 

kW; and Burnley will have a capacity of 20,000 kW, to be when the scheme in its entirety will be finished. 

extended to 80,000 kW. It is proposed that Preston should Edinburgh.—New Cars.—Car bodies for the Corporation's 
new electric cars are under construction by Messrs. P. 
McHardy & Elliott, Edinburgh. 

Leeds.— EXTENSION or TIME.—The Minister of Transport has 


be in a position to give a supply not later than 1994. The 
annual saving as а result of the project is estimated at 
extended the time until August, 1923, of the Leeds Corpora- 
tion Act, 1914, for the completion of certain tramways. 


£05,622. | | 

М огесатбе. —-І.олх SaNcrioNED.—The Town Council has re- 
ceived sanction to a loan of £3,110 for electric lighting work 

Halifax.—Tnack RENEWALS.—The Tramways Committee has 

recommended to the Town Council that an additional tram- 

way loop line be constructed at Long Lover Lane, Spring На! 


at the Promenade. Ж. 
Newton. Abbot.—A»PLICATION FOR EXTENSION OF TIME.— 
Lane, at a cost of about £3500. The committee has alo 
authorised the tramway manager to repair the track at 


‘Application is being made to the Electricity Commissioners 
for an extension of time under the Act of 1915 for the pur- 

Bradford Road, Pailiffe Bridge, at an estimated cost of £2,000. 
Newcastle-on-Tyne.—INQUIRY.—Àn inquiry was held in 


chase of the local electricity undertaking. 
North Berwick.—Purcaise оғ ELECTRICITY UNDERTAKING.— 
Newcastle-on-Tyne, at the instance of the Ministry of Trans- 
port, on March 31st, as to the expediency of granting an appli- 


The Town Council has under consideration a proposal to pur- 
chase the local electricity undertaking. 
Ogmore and Garw.—Evrctricity SuPPLy.—The U.D.C. is 

applying to the Electricity Commissioners for a special order cation by the City Corporation to amend the Newcastle Cor- 

authorising the Council to provide and distribute electric poration Light Railway Order by including an additional rail- 

energy and to purchase a supply of electricity from the South way. It was stated that the application was for consent t 
make an addition to. the Gosforth Light Railway. The line 

of the new proposed light railway was situate near the western 

boundary of the City, and when constructed it would, in con- 


Wales Electrical Power Distribution €o., Jtd.. Messrs Core 
Bros. & Co., Ltd.. and the Ogmore Valley Electric Light and 

junction with Tramroad No. 2, now in course of construction. 

‘form a means of communication with the centre of tbe cit. 


Power Co.. Ltd...or any other company, &c., producing or 
The length was six furlongs and the estimated cost of the 


generating electricity. 
Price Rednctions.—Reductions are to be made in the 

permanent way was £7,650. The total cost of: construction 

and acquisition of land and buildings was £13,564. 


. charges for electricity in the following districts: Barking. 
Battersea, Blackpool, Bootle, Glasgow, Horsham. Ilford, and 
Maidstone. i S MEN 
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TELEGRAPH AND TELEPHONE NOTES. 


Australia. — TRUNK TELEPHONES. — The Sydney Morning 
Herald states that the duplscation of the telephone trunk line 
between Sydney and Melbourne has been completed. А 
duplex telegraph circuit has been superimposed upon each of 
the circuit wires. The length of the new cable is 250 miles, 
and it has cost about £36,000. 


Italy.—COMMUNICATION. WITH FRANCE —As the outcome of 
negotiations between the Governments of France and Italy 1t 
has been decided to open up a new telephone line between the 
two countries by linking the Susa office with that of Modana, 
making use of the existing French connection between Tunel 
del Fréjus and Modana. 


Switzerland.—Latsanne.—A — loud-speaking wireless tele- 
phone installation has just been completed at Lausanne which 
will be in communication with the Eiffel Tower telephone 
each day between five and six in the evening. It will be able 
to record communications from London, Berlin, and even 
America, while aeroplanes on the  London-Paris-Lausanne 
services will be able to maintain constant communication with 
the new station.—Reuter. 


The Telephone Service.—NEw Т.охоох ExcHaNaGE.—The 
“Maryland " Exchange, designed to replace the Stratford 
and Broadway Exchanges, was opened on April Ist. The 
switchboards and auxiliary apparatus of all kinds are of the 
most up-to-date central battery type. The equipment includes 
electric lamp signals and other labour-saving devices. At the 
opening, accommodation will be provided for approximately 
9000 subscribers and 460 junctions to other exchanges in 
London. Ample external cable plant exists in the neighbour- 
hood. and the ` Maryland " exchange will be capable of ex- 
tension to meet the needs of the district for a number of vears 
ahead. The exchange has taken nearly eighteen months to 
build and equip. The ' Maryland " exchange is the twelfth 
new exchange to be opened in London since the Armistice. 

" FIXED-TIME 7 CALL SystemM.—Arrangements have been 
mide to enable telephone subscribers to book trunk calls in 
advance. The calls, which will be effected at or about a 
specified hour, as desired by the subscriber, will be known 
as "fixed time ” calls, and the booking may be either for a 
single call, which can be given in by telephone or in writing, 
ог for a daily call for a minimum period of a week, including 
or excluding Saturdays and Sundays, according to the sub- 
sriber's wish, under a standing order to be given in writing. 
The call will be regarded as effective if connection is made 
within ten minutes after the time for which it is booked. A 
single ‘* fixed-time " call should be booked at least three hours 
before the time at which it js required. and the subscriber 
should ask for '' Trunks " or “ Toll." as for an ordinary call. 
Every effort will be made to complete a '' fixed-time ” all at 
or about the time desired. but in the event of inadequate 
notice being given to the department there may be a risk of 
falure to obtain. the connection st the appointed hour. A 
" fixed-time " call may be cf either three or six minutes’ 
duration. but will not be extended beyond a period of six 
minutes if there are other calls awaiting completion. 


Uruguay.—FLonEs Istanp.—A portable radiographic instal- 
lation as been erected on Flores Island to replace the sub- 
marine telegraph hitherto connecting it with the mainiand.— 
Review of the River Plate. 


CONTRACTS OPEN AND CLOSED. 


. (The date given in parentheses at the end of the paragraph 
Indicates the issue of the ELECTRICAL REVIEW in which the 
" Official Notice ’’ appeared.) 


OPEN. 


Argentina.—BuExos Arnrs.—June 28th. Municipal Coun- 
al. Plant for hydro-electric generating station and trans- 
forner sub-station.* | 

_Ashton-under-L yne.— April 12th. Electricity Department. 
Eight 6,600-V equipments. (March 2th.) 


Australia.—MELBOURNE.—May llth. Victorian Electricity 

mmissioners. 960 miles of aluminium ssteel-cored cable: 
3,000 lb. flat armoured wire; 4,000 lb. No. 4 tie wire.—Reuter's 
Trade Service (Melbourne). 

May 23га. Porous cells, &c.* 
| PERTH, W.A.—May 94th. Postmaster-General’s Department. 
Telegraph and telephone accessories.” 

July ‘Sth. Victorian Railways. © One’ 2-ton storage battery 
truck with jib crane and lifting magnet.—Reuter'g Trade 
Service (Melbourne). . | 

May 81st. Victorian Railways. Two double-wheel lathes 
with motor and control gear.* 

TASMANIA.—June rd. P.M.G.’s Department, Hobart. 
e and telegraph instrument parts. (See this issue.) 

Igiam.—April 19th. Belgian State Railways. ‹ 
of 307 tons of ae wire. pes : n 


May 10th. Belgian Government Light Railways. Supply 
and laving of armoured cabies for tramway lines north of 
Antwerp. : 

Brighton.—May 8th. Electricity Department. One 6,000. 
kW turbo-alternator and exciter with condenser, and one 
geared turbo-driven d.c. generating plant. (See this issue.) 


Bury.—April 15th. Electricity Department. 1,000 yd. of 
cast-iron pipes, 3 ft. 6 in. internal diameter, construction of 
intake chamber, and all contingent works between Tottington 
railway bridge and power station, Chamber Hall. Mr. J. 
Amsworth Settle, borough engineer. 

Douglas (Isle of Man).—April 10th. Corporation. Six 
miles i.p.. three-core, lead-covered cable, distribution pillars, 
service material, meters, &e. (March 24th.) 

May 8th. Corporation. — Engine-house plant, including 
10-ton travelling crane, two oil engines, complete with oil 
storage tank, cooler piping, two 210-kW d.c. generators and 
balancer booster set; main switchboard wiring and connec- 
tions, storage battery and connections. (See this issue.) 

Dundee.—A3pril 20th. Electricity Department. One 12- 
panel d.c. switchboard, four 3,000-amp. d.c. circuit-breaker 
panels, and three starting panels for rotaries. (March 2Ath.) 


Falmeuth.—Trustees of the Wesley Church. Designs and 
estimates for electric lighting installation. (March 31st.) 

Glasgow.—May lst. Electricity Department. Cables, 
meters, and carbons, for 12 months. (See this issue.) 


Gravesend.—April 12th. Corporation. Wiring 58 houses, 
for the T.C. Borough electrical engineer. aan 

Hornsey.—April 20th. Electricity Department. Опе cool- 
ing tower. (March 3lst.) 

London.— WANDsSWORTH.—April 12th. Board of Guardians. 
Instailation of electric lighting and fire alarms at the 
Swattield Road Schools. (March 24th.) 

GrepNey.—April 20th. Electricity Supply Department. 
Three 1.00-kW converting sets and one 50-ton electrically- 
driven overhead gantry crane. (March 31st.) 

H.M. Окс or Wonks.—May 4th. Engineering labour 
(electrical, &e.) required in the district during а period of 
three vears, Secretary, H.M. Office of Works (Contracts 
Branch), King Charles Street, London, S.W.1. 

METROPOLITAN. AsyLvMs Boarp.—April 26th. Installation of 
two electric automatic passenger lifts and two electric auto- 
matic service lifts at Tooting Bec Mental Hospital, &c. (See 
this issue.) 

Loughborough.—April 14th. Electricity Department. 
E.h.p. switchgear, and extensions to d.c. switchgear. (March 
24th.) . 

Manchester.—April 13th. Electricity Committee. 16-ton 
overhead travelling crane (hand operated). Mr. F. E. Hughes, 
secretary Electricity Department, Town Hall, Manchester. 

New Zealand.—WELLINGTON.—July 8th. Public Works De- 
partinent. Eight steel transmission line towers.—Reuter’s 
‘Trade Service (Melbourne). 

Rhondda.—April 12th. U.D.C. Wiring and fixtures 
for 49 houses at Penygraig. Specifications (21s.) from the- 
manager, Electricity Works, Porth. 


South — Africa..—KnuGERsDORP.—April Ath. Municipal 
Council. According to information received by the D.O.T. in 
London. tenders are invited for work and materials for the 
conversion of the d.c. electric lighting system at Krugersdorp 
to a.c., viz., a.c. transformers, voltage regulators, cables, over- 
head transmission lines, switchgear, l.p. feeders and distribu- 
tors, motors and meters. Alternate tenders are invited for the 
completion of the whole scheme and for taking over the elec- 
trical plant at present in the Pretoria Street power station. 
Time required to supply material or to complete work to be 
stated. Particulars from the Town Engineer or the Consulting 
Engineer, Prof. W. Buchanan, 75, Louis Botha Avenue, 
Houghton Estate, Johannesburg. 


Walthamstow. — April 12th. Electricity Department. 
E.h.p. feeder cable and l.p. distributor and public lighting 
cables. (March 24th.) n 

Warrington.—April 18th. Electricity Department. H. 
and Lp. paper and lead-covered cable. (March Blest.) | 

April 186. Electricity and Traniways Committee. Tram- 
way pole-planting wagon. Mr. F. V. L. Matthias, borough 
electrical and tramway engineer, Electricity Works, War- 


rington. | 


Wolverhampton. — April 12th. _ Board of Guardians. 
Electric lighting installation at the Institution, Heath Town. 


(March 94th.) 


_________———є——————————— 
*A copy of the plan, specifications, and conditions of tender, 


&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. | x 


CLOSED. 


Australia.—MELBOURNE.— Victorian Railways. Accepted :— 
One 30-ton overhead travelling crane (£2,225).—Herbert Morris, Ltd. - 
Static transformers :—Section A.—Item I, indoor 3-phase,. &c., £1.297 each: 

item 2, £569 cach; item 3, indoor single-phase, &c., £260 each. Section 
B.—ltem 1, outdoor 3-phase with terminal boxes, &c., £722 each: 
item 2. ditto, £1,202. eh; item 3, .ingoor single phase &c.. £154 
rach; item, 4, (wo additional 3-phase ditto, £2: "dh -foh mop and 

Phillips, Ltd. : | А 
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‘Benalla, ‘Victoria, Shire Council has accepted the following 
io connection with the installation of an electric plant :— 


Power plant (£6,400).—W' m. Adams & Co. 

Bare copper cabie (£1,200).—Homewood & O'Neil Pty., Ltd. 

^ Imsulated cable.—W. T. Henlev's Telegraph Works Co., Ltd. 
© Switchboard (£400).—T. Houlton & Со. 
. Alternators (£1,230).— Thomas . Bros. 
"Meters. (£630).—Australian General Electric Co. 

3j [nsulators.—British General Electric Co., Ltd. 

. Fuses.—Lawrence Hanson Electrical Co., Ltd. 

.,Ntreet lighting fittings (£195).—Edison Swan Electric Co., Ltd. 
"lightning arresters.—Noyes Bros. ` 


окы Postmaster-General’s Department for South 
Australia ; — 

‘20 tons hd. copper wire, _100 lb. per mile (£2,700).—British Insulated and 
=. +» ‘Helsby Cables, Ltd. 

‚ Victorian State Rivers and Water Supply : — 
s Inductiog motors and transformers, for the Red Cliffs pumping plant 
4? 5. (£2,095).—Wevy mouths, Ltd. d 

Vietorian Public Works Department :— 

Watt-hour meters and maximum demand indicators (£837).—Australian 
General Electric Co.—Tenders. 

- Belgiiüm.—From a Belgian correspondent we learn that the 
following tenders were among those received by the St. Gilles 
Corporation for the supply of 14,700 metres armoured cable 
and 4,000 kg. bare copper wire :— 

Soc An.:Nederlandsch Kabelfabriek à Delft. (Hollande), 174,965 fr. 

Manufacture de cables électriques en caoutchouc d'Eupen, 177,607 fr. 

Ateliers de constructions electriques de Charleroi, 184,399.50 fr. ‚ 

J. Corvilain, Saint Gilles, 203,187 fr. 

Soc. Italiana Conduttori Elettrici, Leghorn, 245,380 fr. 

' We understand that tenders were received from three 
Belgian, one Dutch, one Czecho-Slovakian, two Italian, and 
four French concerns. 

The Belgian Post Office received icddors as follows for the 
laying-in, jointing and delivery of 12,853 metres lead covered, 
9,165 metres armoured, and 119 metres rubber, telephone cable 
in Antwerp :— 

t The Electric Cable & Conduit Co. (Mr. juna. 620,969.65 fr. 
'., Cableries de Presbourg, 622,639.43 fr. 

A.C.E.C., Charleroi, 747,093.77 ír. 

. Chippenham.—Town Council. Accepted:— 

Installing electric lighting in the Council houses.—Mr. A. R. Fox. 


Dündee.—The Corporation Electricity Committee has ac- 
-cepted an offer by a Berlin firm for the supply of cables. The 
lowest British offer was £851, but it was reported that the 
German. firm was prepared to 'offer cable of the same quality 
at least 10 per cent. cheaper. Replying to a member, who 
moved that.the British offer be accepted, Mr. H. Richardson, 
the engineer, pointed out that it only meant a saving of £80 
or £90 in' this case, whereas if they let it go out that they 
were shutting the door to Continental tenderers it would mean 
the payment of «cores of. thousands more in the future than 
would otherwise be the case. The German offer was accepted. 


Edinburgh.—The Tramway Committee has, by a majority, 
recommended the acceptance of a German (Cologne) manufac- 
turer's tender for 130 tons tramway rails and 5 tons fish 
plates; also another German firm's tender for steel polen The 
different prices меге: — 

* Rails:—German tender, £1,365; British tender, £1,495. 

Poles :—German (Dusseldorf), 25,436;. British, 27,977. 

үе они Committee. The Corporation has re- 
ceived a letter from the Scottish Board of Health approving of 
the tender of Mr. R. J. Sinclair, Glasgow, for electric light- 
ing of the Council's houses at Mosspark. but suggesting that 
acceptance should now be given for 500 houses in place of the 
7150 recommended. The Committee on Housing has agreed 
to the restriction. 


‘Corporation. Blectricity баши; Recommended :— 
: ‘Four Penstock sluice valves in connection with the. second inlet calvert 
(o0* ~ at the Dalmarnock power station (£1,320).—Ham, Baker & Co 

. Electricity Committee.’ Accepted :— 


ib ol лир pipes and foundations (£11.012).—Yorkshire Еле 
0., 
ee plant. (£16, 927), switchgear (£1, 414).— British Thomson-Houston 
©., Ltd. - 
`-ЕЖесігісаї work at Glasgow Municipal buildings extension (accepted).— 
T Johnston, ‘Park & Co. M 
«:Tramways Committee. Recommended :— 
V.i.r, cable.—Western Electric Co., Ltd. 
na Кецеа rU D.C. Accepted:— 
.Feeder cables.—Union Cable Co., Dagenham Dock. 
` North -Woolwich:—Messrs. Harland & Wolff. T.td.. have 
к orders for electrical equipment (over £32.000) with a 
Glasgow firm in connection with fhe new site at North Wool- 
wich yard. This includes two 3-motor 20-ton cranes, five 3- 
motor 10-ton cranes, one 4-motor overhead travelling crane, 
four 3-motor 3-ton slewing mono-rail cranes, and the necessarv 
runs of longitudinal conductor. The two 90-tonners will cost 
£5.587; the five 10-tonners, £11,792: the four-motor overhead 
10-tonner, £4, 200; and tho four three-motur slewing cranes, 
67,224. 
Salford.—Education Committee. Accepted:— 
. jElectrlc wiring and sunplving lamps at Hankinson Street. school. —Power 
and Lighting Supplies Co., Ltd. 
‚ Tramways Committee. Stores for six ой НЕ: 


. Armature coils.—P. К. Jackson & Co., Ltd. 
‚у, Field and, armature coils.—Barrett & ‘Thornton. 
eM Lamps ånd dry cells.—English Electric- & Siemens Supplies, Lu.; British 
a Infulated & {Helsby Cables, Ltd. 
` Carbon brushes. =]. Eades. ш NP 
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FORTHCOMING EVENTS. 


Royal institution of Great Britain.—Saturday, April 8th. At Albemarle 
Street, W. At 3 p. m. Lecture.on ‘* . Radio-activity, ' by Sir Ernest Ruther- 
ford, F.R.S. 

Birmingham and District Electric Ofub.—Saturday, April 8th. At 7. At 
the Grard Hotel, Colmore Row. Paper, “ Notes on Marine Salvage." bs 
Mr. V. H. Pearson. 

Salford Teohnical and жаймен? Assoolation.—Saturdav, April 8th. At 
the Royal Technical College. At 7 p.m. Lecture on '' Steam Turbines,” 
by Mr. G. G. Stoney. = 

Ohief Technical Assistante’ Association.—Saturday, April 8th. At the 
Engineers’ Club, Coventry Street, W. At 7 p.m. Annual dinner. 

institution of Electrical Engineers (North-Eastern Oentre).—Mondas. 
April 10th. At Armstrong College, Newcastle-on-Tyne. At 7.15. Annual 
general meeting. | 

(North-Western Oentre). — Tuesday, April llth. At the Engineers’ 
Club, Manchester. At 7 p.m. Informal meeting, discussion on *'' High- 
power Mercury Arc Rectifiers," to be opened by Mr. R. L. Моггі:оп. 

(Scottish Oentre). —Tuesday, April llth. At 20, Bath Street, Glasgow. 
At 7.30 p.m. Paper on “ Rotary Converters," by Mr. Е. Р, Whitaker. 
Annual general meeting. | | 

Soolete des ingenieurs Civiis de France.—Tuesday, April 11th. At the in- 
stitution of Mechanical Engineers, Storey's Gate, S.W. At 5.30 p.m. Pre- 
sidential address, * Co-operation between Engineering Institutions in 
France and Great Britain," by Mr. W. Noble Twelvetrees. 

National Association of Supervising Electricians.— Tuesday, April lith. At 
St. Bride's Institute, Bride Lane, Е.С. Leture on i Temporary 
Expedients,” by Mr. W. E. Highfield. 

Association of Engineers-in-Oharge.—Wednesday, April зањ. At St. Bride's 
Institute, Bride Lane, E.C. Paper on “ The Artesian Wells and Geolo- 
gical Strata of London," by Mr. R. -Langton Cole. 


THE “ELECTRICAL REVIEW” 


DEPARTMENT. 


To enable us to complete replies to queries received this week 


we need the names of suppliers or manuizeturers of :— 
RELY-A-BELL, Burglar Alarms. 


SERVICE 


NOTES. 


The Lotk-ont.—The forty-seven trade. unions having 
accepted the memorandum of April Ist as a basis of negotia- 
tions regarding managerial rights, the lock-out notices relating 
to them were suspended on Wednesday, and negotiations be- 
tween the Employers’ Federation and the Negotiating Com- 
mittee of the Unions will begin on Monday. In the House 
of Commons on Wednesday, Dr. . Macnamara,. Minister of 
Labour, said he could see no justitication for . instituting a 
Court of Inquiry under Part II of the Industrial Courts Act 
in respect of. a matter conjointly affecting four groups of 
unions, three having found it possible to resume oe 
with the employers and the fourth not. 


Invitation to The Trade to Exhibit at Hanley.—Fi irms 
willing to co-operate with the Potteries Branch of the Elec- 
trical Contractors’ Association in making a good exhibit of 
electrical manufactures for domestic and similar service, at 
the Ideal Homes Exhibition, to be held at Hanley, from 
May 4th to 90th, are asked to communicate with the Secre- 
tary of the Branch, Mr. A. Gould, c/o Messrs. Barnett & Sons, 
34, Church Street, Stoke-on-Trent. 


Co:Partnership in Industry.—Lord Robert Cecil occupied 
the chair at a luncheon given by the Labour Co-Partnership 
Association on March 29th, and the chief guests were Lord 
Leverhulme and Mr. D. Milne Watson. The chairman said 
that the history of industrial matters during the past few 
months pointed to the necessity for a change in the organisa- 
tion of industry. Men: and women of. ability on both sides 
were ranged against one another when, if they would com- 
bine, they might improve the prosperity of industry and the 
nation. Lord Leverhulme said that the firms with which he 
was connected had weathered the storm mainly through co- 
partnership. Co-partnership was not a short cut to increased 
profits, and anyone who approached it from that angle was 
likely to be disappointed. Mr. Milne “Watson described ‘the 
scheme being worked by the Gas. Light and Coke Co. > 


Editors’. Difficulties.—The Journal of the British Chamber 
of Commerce of Turkey and the Balkan States, іа apologising 
for an error, states that there are many difficulties in editing 
а journal at a distance of 3,000 miles from the printer, and 
that this functionary invariably gets his own way.. We are not 
so far separated from our printer, but even во we occasionally 
have to make apologies for mistakes. Our readers will notice 
that these are usually (and truthfully) described as ‘ printer's 
errors," proving that difficulties do not always decrease with 
the distance. 


The Batti-Wallahs’ Seciety.—The eleventh annual dinner 
of the Society took place on March 31st; Mr. Edgar S: Barra- 
let, the President, occupied the chair. . After an excellent 
dinner a concert, interspersed with toasts, was. given. Mr. 
E. G. Batt sang “ The Batti-Wallahs’ Song," by Mr. F. J. 
Collis. and other items were rendered by Miss Elsa Cameron 
and Messrs. Alfred Ricardo, Leonard Underwood, Wilkin. and 


' McGowan. The toast list included E The Society_"-and:¢ Ча Tue 


Ladies and Visitors."' " | 


fro ды 


© retly co-ordinated in his programme. 


- countries. 
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An . Industrial . Organisation.—At the London School of 
Economics on March 24th Mr. Hugo Hirst (chairman of the 
General Electric Co., Ltd.) delivered an address on ‘* The 
Characteristics of в. Great Industrial Or ganisation." > Mr. 
Hirst said that. he considered the definition of ‘Industry ” 
w be the combination of brain, labour, and capital to create 
values from raw. materials. As his audience consisted mainly 
d civil servants, he explained the difference between govern- 
mental organisation and that of a money- -making business. 
He said that while the aim of a business firnr was to obtain 
results, which could be measured, in a limited period, a 
Government department was framed to last for generations, 
and its benefits could not be estimated in terms of money. 
4 Government department possessed dictatorial powers, but 
in business supplier and purchaser were equal. Civil servants, 

unlike men in business, had to be self-effacing. and_conse- 
quently some of the best men in the country were suffocated 
by routine. Turning to the organisation of his company, Mr. 
Hirst said that experience had taught them that the only sufe 
basis of organisation was not system, but the human factor 
that controlled it. This meant the selection of men for the 
chief positions who thoroughly: understood the wishes of the 
heads of the concern. Men were selected and assisted in 
every possible way to further the success of their departments, 
and they were given power equal to that of ownership. Ex- 
cept the annual audit, there was no control which would 
lower them in the eyes of their subordinates, and although he 
would not. say that everyone had been successful, he did not 
know of a single case in which this confidence bad been mis- 
paced. These managers were allowed certain sums of money 
for their use, but all capital expenditure had to receive the 


* sanction of the head office, and all money from sales went 


through to the head office. In studying managers' balance- 
eheets, the speaker said that profits were not the only indica- 
tion of the success of a branch. He studied the balance-sheet 
fo see if the sales were a reasonable proportion of the possible 
{les in the district, and also if the stock was in the right 
proportion to sales. Another point dealt with was the 
ratio of expenses to sales. and in this many complicating 
points arose, such ‘as the fluctuation of the cast of materials, 
ќе. The “ captain of industry " had a difficult task. He 
could not possibly know all the details of his business, but he 
must be а ma n of high integrity and education to be able to 
understand all the scientific, technical, and commercial prob- 
lems which were put before him for decision. Research, de- 
velopment, production. sales, and distribution must be cor- 
He must also be con- 
versant with the political and economic conditions of many 
As an example of the work of a captain of indus- 


_ try, Mr. Hirst outlined the history of the G.E.C. lamp works. 
^. with all its risks and final success. He concluded by pointing 
. eut that no municipal or Government authority would dare 
_ to take the risks a business man must take to succeed. 


Smoke Abatement.—The Coal Smoke Abatement Societ " 
recently organised a deputation to meet Sir Alfred Mon 


. Minister of Health, consisting of influential representatives of 


. many widely -different interests. 


Sir Aston Webb spoke of the 


- deleterious effect of smoke upon buildings and works of art. 


. Mr. Thomas Paxton, 


He considered that domestic ranges should be abandoned.— 
. Lord Provost of Glasgow, said that 


< much had been accomplished in his city -by lectures and de- 


. monstrations. 


In the city's Act not only was. '' black " smoke 


© prohibited, but the Corporation had powers to prosecute iu 


other cases.—Mr. Andrew Taylor, L.C.C., considered that the 


- word ‘‘ black ’’ should be deleted from the Act of Parliament 


- concerning smoke nuisance; nok 
— objectionable chemical cempounds.—Sir W. 


.smoke contained more 
_ Napier Shaw 
fRovat Meteorological Society) said that in residential London 


yellow 


- domestic smoke was responsible for two-thirds of the atmos- 


. the industrial side of the 


Lord Newton's Committee dealt only with 


pheric pollution. 
smoke nuisance problem, but if 


. legislation was to be of any use it must deal with the domestic 


. in the subject. 
© much more to mitigate the nuisance. 


aspect as well. 

Sir Alfred Mond. in. reply. said that he was very interested 
He thought that local authorities might do 
If domestic heating 


; by other forms could only be made, sufficiently cheap they 
Would soon replace raw coal, but he doubted if anything could 


of Lord Newton's Committee the Ministry 


he done in the way of legislation abolishing the open hearth. 
Propaganda could. effect а. great deal, and upon the advice 
of Health had 


. Assigned to competent officers the task of. advising and assist- 
-~ Ing manufacturers and local authorities. 


Dundee Electricity Department.—Hich praise. is nieted out 


- to the organisation of the Dudee Corporation Electricity De- 


. partment by the Visiting Committee of the 


E working of the various municipal departments. 


Dundee Town 
Council, which has been making exhaustive inquiries into the 
А report 
issued on the Electricity Department ends as follows: '' The 
committee was much impressed by the whole organisation, 


: evidently giving the engineer an oversight and grip through- 


out, and. yet without the useless redundancies of organisation 
that are in some modern svstems. They. vero also verv 


. fleased to observe the good spirit and the conspicuous interest 


-€ t 


5 their work shown by the staff throughout. They spoke as 
wel and the undertaking теге one. The custom observed 
of. батпа. А -monthly meeting. of the staff .for oe of 

methods and suggestions for improvements ів typical", ;. 


Late. Parliamentary .Notes.—ErrcrmcirY SuPPLY BiLrt.— 
The House of Lords resumed on Wednesday the consideration 
of the Electricity (Supply) Bill in Committee. On Clause 10 
(power to continue wayleaves), Viscount PEEL moved amend- 
ments designed to reserve to the railway companies the pro- 
tection afforded to them under the Act of 1919. These were 
agreed to. 
~ Lord MONKBRETON moved à new clause to follow Clause 11 
(power to make agreements as to the erecting of generating 
stations), providing that the Electricity Commissioners might 
by Order suspend for such period as they thought fit the pur- 
chase by a joint electricity authority or the L.C.C. or any local 
authority in the case of any transfer of lease to a Joint elec- 
tricity authority of any part of an authorised undertaker's 
undertakings, provided that consent to such suspension has 
been previously obtained. This new clause was agreed to. 

The Committee stagé of the Bill was concluded without fur- 
ther amendment, and the Bill, as amended, was reported to 
the House. The Earl of Crawrorp stated that the report stage 
W ould be taken on Tuesday, April Ilth. 

SPECIAL ORDERS ApPrROVED.— Both. Houses of Parliament on 
Wednesday approved the Special Orders made by the Electri- 
city Commissioners under the Electricity (Supply) Acts, 1582 
to 1919, and confirmed by the Minister of Transport under 
the Electricity (Supply) Act, 1919, in respect of the following : 
The urban district of Amble, Northumberland, the parish of 
Distington, Whitehaven, Cumberland (both presented on Feb- 
ruary 27th); the urban district of Ammanford, Carmarthen, 
the borough of Wareham and parts of the parishes of Arne 
and Wareham St. Martin, in the rural district of Wareham 
and Purbeck, Dorset (all presented on March 13th); and the 
urban districts of Great Harwood and Rishton and the parishes 
of Wilpshire, Clavton-le-Dale and Ramsgreave, in the rural dis- 
trict of Blackburn, Lancs. (presented March 14th). 


Motor Head Lights.—The Council of the Optical Society 
16 arranging а programme of papers dealing with motor head 
lights, having reference, more particularly, to the optical prob- 
Jems involved. The question of “glare " or ** dazzle,” and 
the methods proposed for overcoming it will be considered, 
from the points of view of the optician, the lamp manu- 
facturer, and the road user. The meeting will be held at the 
Imperial College of Science and Technology, South Kensing- 
ton, on May lith next, and anyone desiring to contribute to 
the discussion or to exhibit models, or give experimental 
demonstrations is requested to communicate with the honorary 
secretary of the Society, Mr. F. F. S. Bryson, Glass Research 
Association, 50, Bedford Square, W.C.1. 


X-rays and Cancer.—The Medical Correspondent of 
‘The Times reports that good results have been obtained in 
the treatment of cancerous growths by X-rays at the West 
London Hospital. Of over 200 cases, many were considered 
incurable, but only ten patients have died after the lapse of 
a year. It is not vet known whether the '' cures " are per- 
manent, and it is not suggested that benefit is hkely to occur 
in every case. The results so far obtained certainly warrant 
the continuance and expansion of the work. 


The League of Nations Technical Commission.—The Con- 
sultative and Technical Commission for Communications and 
Transit, constituted at the wish of the last Assembly of 
the League of Nations, is meeting in Geneva. The Com- 
mission has to prepare a general convention concerning the 
international régime of railways, and questions relating to in- 
ternal navigation, air and road transport, transfer of water 
power or electricity from one country to another, are on the 
agenda.—The Times. 


Mining Dangers Research Board.—The Secretary for 
Mines has appointed the following sub-committee of the above 
Board to deal with Technical Appliances:—Col. W. C. 
Blackett. C.B.E. (chairman); the Rt. Hon. W. Brace, P.C., 
M.P.; Mr. C. P. Sparks, С.В.Е.; Dr. В. V. Wheeler, F.I.C.; 
Mr. C. D. Mottram, B.Sc. (secretary). Mr. Mottram’ S ad- 
dresses are the County Hotel, Newcastle-on-Tyne: and Mines 
Department, 46, Victoria Street, S.W.1.—Board of Trade 
Journal. 

Vulcanising Rubber with the Electric Oven.—An Ameri- 
ean brush company has adopted electricity instead of steam 
for vulcanising rubber brushes. An oven measuring 38 in. 
deep, 28 in. wide, and 35 in. high is used, with electric heating 
elements at the bottom. Automatic temperature controllers 
are employed. According to the Electrical World, the result 
is a reduction in the cost of vulcanising. 


Water Power in the United States.—.s the result of in- 
vestigations made by the U.S. Geological Survey, it is stated 
that the capacity of turbines installed of more than 100 h.p. 
amounts to 7,852.948 h.p., distributed amongst 3.116 instal- 
lations. The potential water- -powers of the United States 
amount to a minimum of 27,943,000, with a maximum value 
almost exactly double. 


The Felten and Guilleaunie Group.—It is stated that the 
Felten and Guilleaume Со. of Cologne-Mulheim, which for- 
merly lost control over tho Austrian Felten and Guilleaume 
works when the latter was converted into a joint stock com- 
pany, has now regained-a decisive influence in the latter 
through the acquisition of a considerable number of shares. 


: The Austrian company holds the majority of the shares - in 


the Buda-Pesth company. bearing the same name. 
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Appointment. Vacant.—Telephone line foreman (£250), 
for the Government of British Guiana Post Office Department. 
(See '' Official Notices " to-day.) 

The Electrical Power Engineers’ Association (London 
Western Section).—On Saturday last a dinner was held by 
the London Western Section at the Holborn Restaurant. The 
chairman of the Section, Mr. W. J. Oswald, presided over an 
attendance which, as he remarked, suffered from the coinci- 
dence with Boat-Race Day. Ladies were present, and a very 
excellent musical entertainment was provided, Mr. Tom 
Kinniburgh’s songs and those of Miss Vera Mills being parti- 
cularly appreciated. After the loyal toast had been duly 
honoured, Mr. W. J. Jeffery, president of the Association, pro- 
posed '* The Section," which, he had heard, embodied the 
brains of the E.P.E.A. (a claim made also for each of the 
other Sections); its chairman was his. senior lieutenant this 
year. Mr. Oswald, in responding, explained that he had re- 
signed, the post of chairman in accordance with the rules, but 
the Section refused to accept his resignation. The aim of the 
Association was not merely to improve salaries, but to uplift 
the profession of power engineer and to benefit the whole of 
the electricity supply industry. The efficient training of engi- 
neers was now their main concern, for they must have the 
most competent men in what he claimed to be the premier 
profession; it was a problem of vital importance. А lock-out 
was unfortunately in progress, but the power engineers were 
determined that the electricity supply industry should not be 
dragged into the conflict. Mr. A. F. Harmer proposed '' The 
Visitors, the Ladies, and the Press," drawing special atten- 
tion to the valuable work of Mr. Poolev on the I. E.E. Informal 
Meetings Committee, Mr. Whitgift as “ informal ”’ reporter, 
and Mr. W. A. Jones as secretary of the Association. Mr. A. 
Gay, responding, advocated closer relationship between the 
senior and junior officers in the supply industry, and Mr. A. H. 
Allen also responding paid: а tribute to the high ideals of the 
Association and the excellent qualities of its leaders. 

Mr. J. H. Parker proposed the health of the Chairman— 
a man in a thousand—which was accorded musical honours. 
Mr. Oswald, in reply, emphasised the duty of everyone to help 
on the work of the world, and at a later stage expressed the 
indebtedness of the company to the hon. secretary, Mr. W. 
Cornet, and Mr. Harmer for the admirable entertainment 
which they had organised. 

Annealing Steel by Electricity.—Bv using the electric fur- 
nace. a Buffalo company has annealed thousands of tons of 
steel wire without a single rejection, using only 115 kWh per 
ton. The wire was # in. in diameter, and was passed through 
the furnace in charges of 7,500 lb. Heat was economised by 
placing. the cold charge alongside of the cooling charge for 
three hours in a preheating chamber, after which it was 
placed for three hours in a chamber heated to 1,360 deg. F. 
The labour involved was that of two men for seven minutes 
once in three hours. Working ten hours a day, the furnace 
turns out a ton of annealed wire with a consumption of 
185 kWh; on continuous 24-hour operation the consumption 
is reduced to 115 kWh. The product is superior to that of a 
furnace heated with fuel, and is less oxidised. The annealing 
js perfectly uniform, greatly facilitating subsequent opera- 
tions. The heating elements are of heavy nickel-chromium 
ribbon, suspended оп refractory insulators fixed to the side 
walls of the furnace, with a total rating of 180 kW, and the 
сро is controlled by automatic apparatus.—Electrical 
World. 

Е ENERO RR VENERE 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—CovuNciL's NOMINA- 
TIONS.—The following have been nominated by the Council 
for the vacancies which will occur in the offices of president, 
vice-presidents, honorary treasurer, and ordinary members of 
Council on September 30th, 1922 : — 

President.—F. Gill, European Chief Engineer, International 
Western Electric Co. 

Vice-Presidents.—W. H. Eccles, D.Sc., F.R.S., Professor of 
Electrical Engineering and Applied Physics, Citv and Guilds 
Technical College, Finshury ; A. A. Campbell Swinton, F.R.S., 
consulting engineer, 66, Vietoria Street, S.W.1. 

Honorary Treasurer.--Sir James Devonshire. K.B.E., 
director, Underground Electric Railways Co. of London, Ltd. 

Ordinary Members of Council.—Members (three vacancies). 
—J. W. Beauchamp, director and secretary, British Electrical 
Development Association; A. C. Cramb, engineer and man- 
ager, Borough Electricity Works, Croydon; Major К. 
Edgcumbe, L.E.E., joint managing director, Messrs. Everett, 
Edg^umbe & Co., Ltd.; C. C. Garrard, Ph.D., manager, switch 
and controller department, General Electric Co., Ltd.; W. M. 
Selvey, consulting engineer. 

Associate Members (three vacancies).—F. W. Crawter, 
London manager, Chloride Electrical Storage Co.. Ltd.; A. B. 
Jlart, assistant staff engineer, Engineer-in-Chief’s Office. 
General Post Office; W. В. Rawlings, joint managing director, 
Messrs. Rawlings Bros., Ltd. 

Associate (one vacancy).—D. N. Dunlop, director, British 
Electrical and Allied Manufacturers’ Association. 

Ketvin Lecture.—The 13th Kelvin Lecture will be given bv 
Sir Ernest Rutherford, K.B.E., F.R.S.. on '' Electricity and 
Matter," on Thursday, May 18th, at 6 p.m. Е R3 


. North America, four from Europe, 


* 


Electrical Power Engineers’ Association (Sonthern Divi- 
sion).—A general meeting will be held on Friday evening, 
April 21st, at the Essex Hall, Strand, W.C., at 7 o'clock. On 
Friday, April 28th, at the Institution of Electrical Engineers. 
Victoria Embankment, W.C., at 7 p.m. Mr. C. F. Hewitt 
will lecture on the '' Design of Generating Plant.” 


Institution of Railway Signal Engineers (Inc.).—4 paper 
entitled ‘‘ Location of Signals as an Aid to Traffic Working " 
will be read by Mr. R. S. Proud before this Institution at the 


Institution of Electrical Engineers at 3 p.m. on Thursday, 
April 20th. ` 


Royal Institution.—Amongst the lectures to be given after 
Easter are the following: Friday evening discourses, May 
19th, by Sir William Bragg. '' The Structure of Organic Crvs- 
tals ”; May 26th, by Prof. W. E. Dalby, '' The Internal Com- 
bustion Engine: its Influence and its Problems." Day lec- 
tures, April 26th and May 6th, Prof. D. H. MacGregor, on 
‘* Industrial Relationships "; May 18th and 20th, Prof. O. W. 
Richardson, '" The Disappearing Gap between the X-ray and 
Ultra-violet Spectra.” 


Iron and Steel Institute. —The annual meeting of the In- 
stitute will be held at the Institution of Civil Engineers on 
May 4th and 5th. Among the papers to be submitted at the 
meeting are '' Recent Developments in Power Production." 
by D. Selby-Bigge, and “X-ray Studies on the Crystal Struc- 


ture of Steel." by A. Westgren and C. Prhagmen. The annus! ` 


dinner is to be held at the Connaught Rooms on the evening 
of the first day. The date of the autumn meeting. which is 
oe nag in London, has been fixed as September 5th, 6th 
and 7th. 


Société des Ingénieurs Civils de France.—The opening 
meeting of the British Section for the Session 1922-93 will 
take place on April 111һз at the Institution of Mechanical Engi- 
neers. ‘The presidential address will take the form of an 
opening to a discussion on '' Co-operation between Engineer- 
ing Institutions in France and Great Britain." Members of 
British engineering societies are invited to attend. - 


Electrical Society of Glasgow.—On March 21st the first 
formal meeting of the Society was held. when Mr. P. J. Sime. 
manager for Scotland of the General Electric Co., Ltd., read 
a naper on '' Organisation." | 


LSS LE a RD 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted аг. іо their 
movements, 


Mr. FRANK MansH, foundry foreman with Messrs. Curran’s 
Cardiff Foundry and Engineering Co., has been appointed 
public hghting inspector by the Cardiff Electricity Committee 
ut £350 per annum. | : 

Mr. C. E. SKINNER, manager of the Research Department 
of the Westinghouse Electric and Manufacturing Co., has 


been appointed assistant director of engineering in that com- 


pany. His duties will cover research, standards, and other 
work along these lines. 

Mr. B. F. KERRIDGE, formerly under-surveyor of Messrs. 
Baldwin’s collieries and later H.M. Inspector of Mines at New- 
port, sailed for India last week to take up an appointment as 
the first Electrical Inspector under the Mines Department of 
the Indian Government. | 

Mr. J 
railway construction, N.S.W. railways, was leaving Australis 
on March 16th for America and Great Britain, where he will 
be available for consultation by intending tenderers for the 
erection of the Sydney Harbour bridge. According to Tenders. 
it is expected that 12 firms will tender for the work, four from 
and four from Great 
Britain. 

There are 69 applicants for the post of sales superintendent 
in the Edinburgh Corporation Electricity Departinent at £50 
per annum. 

Mr. JOHN BERNARD, manager of the Bolton Tramways De- 
partment, has been elected one of the employers’ representa- 
tives on the National Joint Industrial Council for the tram- 
ways industry in succession to Mr. J. M. McElroy, the retiring 
manager of Manchester tramways. 

Blackpool Tramways and Electricity Committee is to adver- 
tise for a successor to Mr. С. I. BAKER, the chief tratiic 
superintendent, who has been appointed elsewhere. 

It is announced that бів FREDERICK Sykes has been ap 
pointed a director of the Anglo-Argentine Tramways, Co.. Ілі. 
` Tenders reports that Mr. А. E. Fonp, late traftic superinten- 
dent, Adelaide Municipal Tramwavs Trust, has been appointed 
assistant general manager of the Auckland, N.Z., tramways 
at £1,000 per annum and allowances. 

We regret to learn that, owing to ill-health, MR. ARTHUR B. 
CANNING, for & number of years connected with the firm of 
W. Canning & Co., Ltd., Birmingham, hae been compelled to 
resign his position on the directorate and to definitely retire 


frow business. 


. J. C. BRADFIELD, chief engineer for metropolitan | 
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Mr. Henry J. Spooner, МІ. Месһ.Е., А.М Inst.C.E., 
&c., head ol the Polytechnic School of Engineering, Regent 
Street, is retiring from that position in July after having 
held it for 40 years, During that period over 20,000 students 
have been trained under him, many of whom are at present 
holding important official administrative and executive posi- 
tions in all parts of the world. He has been a' member of 
the leading engineering and scientific societies of this country 
for nearly 40 years, and is also a member of French and 

nerican societies, as well as of the International Com- 
mittee on Industrial Fatigue. The pioneer instructional 
courses in motor-car and aeronautical engineering in this 
country were arranged by him, and he is the author of 16 
published works on engineering, mechanical science and 
economics, and of professional papers. These include a 
standard work on ‘‘ Machine Design," and a war book, 
` Wealth from Waste." Mr. Spooner has also been in prac- 
tice as a consulting engineer since 1884. During the war some 
2,000 workers of both sexes went through intensive courses 
of training under his supervision, and he acted as honorary 
technical adviser to the King George Hospital, and to the 
Union of South Africa, in connection with the vocational work 
at the Military Hospital in Richmond Park. Мг. Spooner 
received the cordial thanks of the Governor-General and of 
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Mr. Henry J. SPOONER. | 
Head of the Regent Street Polytechnic School of Engineering. 


the High Commissioner of the Union of South Africa for his 
services. In 1917 he delivered a Chadwick public lecture on 
"Fatigue and the Worker ” at H.M. Munition Works at 
Gretna, and in April, 1921, he initiated in America the cam- 
paign against noise by writing a paper on “‘ Fatigue due to 
Ncise, and Methods of Elimination," and he initiated the 
movement in this country at Blackburn in November, 1921, 
when he delivered a Chadwick public lecture on ‘‘ Problems 
of Noise and Fatigue." In the year 1895 his services in the 
cause of science were recognised by H.M. King Alexander of 
Serbia, who conferred on him the Knight Commandership of 
the Royal Order of St. Sava, and in the year 1907 H.M. King 
George of Greece conferred on him the Knighthood of the 
Golden Cross of the Redeemer. Mr. Spooner has happily not 
been absent from his work through illness for a single day for 
40 vears—surely a remarkable record. His retirement is being 
made the occasion by his past and present students for pre- 
senting him with some tangible evidence of their appreciation. 
Old students who desire to contribute are asked to communi- 
as with Mr. F. R. 5. Rice at the Polytechnic, Regent Street, 

Mn. СконбЕ P. Cosway, managing director of the Nuneaton 
Electrical Contracting Co.. Ltd., has resitned his position with 
the company, and will shortly open offices tn Nuneaton as 
consulting engineer and manufacturers’ agent. 

At the Newcastle-on-Tvne City Council meeting last week 
the Town Clerk read a letter from Mr. Ernest Hatton, tram- 
ways manager, who, referring to his resignation tendered in 
February. said that he had had further advice regarding his 
health, and had received a more favourable report. After the 
short rest he had. had-he was feeling somewhat better, and 
therefore desired to be allowed to withdraw ‘his resignation. 
The matter was referred to the Tramways Committee. 


Obituary.—Mr. J. N. Paxman.—We regret to record the 
death, which occurred at Bournemouth on March 29th, of Mr. 
James Noah Paxman, of Colchester. He was prominently 
connected with the founding of the firm of Davey, Paxman and 
Co., and had been twice Mayor of Colchester. The Times 
states that his firm supplied the power and '' drove the first 
public electric light for exhibitions in London, notably at the 
Crystal Palace and elsewhere," while it also '* supplied the 
lighting power at one of the Paris Exhibitions.’ 

MR. E. A. CLAREMONT.—We regret to learn that the death 
took place suddenly on Tuesday morning of Mr. E. A. Clare- 
mont, managing director of Messrs. W. T. Glover & Co., Ltd,. 
Trafford Park. 


Will.—The late Mr. Ноосон BRAMWELL, chairman of the Tre- 
forest Electrical Consumers Co., left £21,466 gross and £15,315 
net personalty. 


NEW COMPANIES REGISTERED. 
Whitehall Electric Investments, Ltd.—Registered on 


March 3th, by Messrs. Ashurst, Morris, Crisp & Co., with a nominal capital 
of £6,500,000 in 1,000,000 74 per cent. cumulative preference and 5,000,000 
ordinary shares of #1 each. The preference shares rank first for return of 
capital in the event of winding up. The objects are: to acquire certain bonds, 
debentures, and debenture stock comprised in an agreement (not fied) with 
the Whitehall Securities Corporation, Ltd., to subscribe for, underwrite, 
acquire, hold, and deal in the shares, stocks and securities of any electrical 
undertakings, and transport and public utility services, to’ acquire any licences 
or concessions for or in connection with the generation, utilisation, distribution 
and supply of light, heat, sound and power by electricity or otherwise, or with 
the construction, equipment and control of railways, tramways and electric 
lighting and power supply works and the carriage of passengers and goods; 
to supply electricity for all purposes, to carry on business as electrical engi- 
neers and contractors, &c. Further preference shares to a nominal amount 
not exceeding £3,500,000 may be issued to rank, pari passu, with the original 
preference shares, but otherwise no new shares may be issued to rank, pari 

without the 


passu, with or in priority to such original preference shares 
sanction of an extraordinary resolution of the holders of such preference 
shares. The preference shares confer votes oniy under special circumstances. 


Subject as above, each share confers one vote. The directors are authorised 
to borrow up to the nominal amount of the capital, but no specific information 
is filed at present concerning the £2,500,000 first mortgage debenture stock. 
The number of directors is not to be less than three nor more than 10. The 
first are: Hon. Clive Pearson, Sir Clarendon G. Hyde, Vincent W. Yorke, 
J. H. Macdonald, and A. E. Worswick; no addresses given. Quaiification, one 
share, Remuneration as fixed by the company. Secretary: J. Lister Walsh. 
The registered office is at 47, Parliament Street, S.W.1. File number 180,780. 


Cambrian Electrolytic Zinc Co.—The Cambrian Electro- 
lytic Zinc Co., Ltd., was registered on March 30th with a nominal capital of 
£50,000 in 185,000 participating preference shares of 5s. each and 75,000 ordinary 
shares of ls. each. The objects are: To acquire the undertaking of the Lis- 
burne Development Syndicate, Ltd., and the Welsh Mines Corporation, Ltd., 
to acquire any mines, oil or mining rights and metalliferous or other land in 
the United Kingdom or elsewhere, to adopt the process known as the '' Electro- 
lvtic deposition of zinc," and to carry on the business of miners, preparers for 
market of ores, metals, precious stones and minerals, &c. The minimum cash 
subscription is seven shares. The first directors are: Newman Goldman, 96, 
Ridgemount Gardens, W.C.1; C. S. Quatermaine, Bank Chambers, Dorset 
Street, W.1; E. A. Wakefield, * Lymhurst," Esher. The registered office is 
80, Bishopsgate, E.C.2. The file number is 170,746. 


Burndept, Ltd. (180,745).—Private company. Registered 
March 30th. Capital, £20,000 in £1 shares. To acquire from Burnham and 
Co., of St. Paul's Wharf, Deptford, S.E.8, the benefit of certain existing in- 
ventions relating to wireless telegraphy or telephony, &c. Тһе subscribers 
(each with one share) are: A. W. Slade, 73, Nichols Square, Hackney Road, 
E, clerk; F. A. Saxon, 2, Newcomen Road, Finchley, N., clerk. The sub- 
scribers are to appoint the first directors. Registered office: 391, Strand, 


W.C.2. 

Milliken Brothers, Ltd. (180,722).—Private company. 
Registered March 29th. Capital, £10,000 in £1 shares. To adopt an agree- 
ment with the Milliken Brothers Manufacturing Co., Incorporated, of New 
York, and to carry on the business of wireless, electrical, mechanical and 
mining engineers, electricians, suppliers of electricity, manufacturers of and 
dealers in and etters on hire of the unit system of structural steel as des- 
cribed in Patent No. 17,136, of 1915, &c. The first directors are: С. Т 
Wilkinson, 35, Hillcroft Crescent, Ealing, W.5 (managing director); W. Н. Р 
Gibson, 49, North Side, Clapham Common, S.W.4, solicitor (chairman); C. T. 
Clack, Pennsylvania Hotel, New York, steel and iron manufacturer. Qualifi- 
cation, £100. Registered office: Amberley House, Norfolk Street, Strand, W.C. 


Jowitt Engineering Co., Ltd. (180,713).—Private com- 
pany. Registered March 29th. Capital, £750 in 1з. shares. To take over the 
business carried on by the Jowitt Engineering Co., to adopt an agreement 
with J. E. Hackford, B.Sc., and R. F. Power, and to carry on the business 
of manufacturers of gas producers and rotary and reciprocating engines of 
all kinds, whether for oil, gas, steam, water, electricity or other motive power, 
&c. The permanent directors are: J. E. Hackford (chairman), 37, Mecklen- 
burgh Square, W.C., chemical engineer; R. F. Power, 110, Victoria Street, 
S.W.1, engineer. Qualification, 200 shares. Remuneration as fixed by the 
company. Solicitors: Warren Murton & Co., 45, Bloomsbury Square, W.C.1. 


Henry Summers & Sons, Ltd. (180,666).—Private com- 
pany. Registered March 28th. Capital, £3, in £1 shares (1,900 8 per cent. 
cumulative preference and 1,700 ordinarv). To take over the business of elec- 
trical and general engineers, &c., carried on at la, Essian Street and 13a, 
Anchor Street, Stepney, E., by H. Summers, W. D. Summers and L. Summers. 
The first directors are: H. Summers, 40, Shrewsbury Road, Forest Gate, E.7 
(life managing director); W. D. Summers, 40, Shrewsbury Road, Forest Gate, 
E.7; L. Summers, 35, Chester Road, Wanstead, Е.11. Qualification (except 
first directors), 2%. Remuneration as fixed by the company. Secretary: 
Summers. Registered office: la, Essian Street, Stepney, E.1. 


Neon Lights, Ltd. (180,617).—Private company. Regis- 
tered March 25th. Capital, £10,000 in 7.500 10 per cent. cumulative partici- 
pating preference shares of £1 and 5,000 ordinary shares of 10s. each. To 
acquire the rights and other interests in the agency and concession for the 
United Kingdom, granted to E. Bailey, trading as the Electrograph Co., of 
9, South Side, Clapham Common, S.W., under an agreement between himself 
and Paz and Silva, of Paris, for 3,500 fully paid 10 per cent. preference and 
3,000 fully paid ordinary shares, and to carry on in the United Kingdom or 
elsewhere the business of manufacturers and factors of, agents and advertise- 
ment contractors for and dealers in neon lamps and lights and any electrical 
scientific, mechanical and other device in which the said lamps and lights can 
be used, &c. The life directors are: А. G. Read, 115, Baker Street, W., 
анала. des and managing director Read and Leney, Ltd. (managing 
director); E. Bailey, 9, South Side, Ciapham Common, S.W., F.C.R.A. Quali- 
fication, £100. Remuneration as fixed by the company. Registered office : 
115, Baker Street, W.1. - 
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Globe Supplies (Electrical), Ltd. (180,704).—Private com- 
pany.: Registered March 29th, Capital, £500 in £1 shares. To carry on 
business as indicated by the title. The subscribers (cach with one Шш, are: 

Bruce, 159, Pentonville Road, N., pianoforte manufacturer; J. R. -White- 
Renee 139, Pentonville Road, N., electrician. F. Bruce signs as rait 
Remuneration: one guinea each er meeting attended. Solicitor: C. oe 
Taylor, 17, Charing Cross Road, W.C.1, 


Light. and Power Co., Ltd. (180, 591).—Private. company. 
Registered March 24th. Capital, £2,000 in £1 shares. To carry on the busi- 
ness Of electricians, mechanical engineers, manufacturers and workers of and 
dealers in electricity, motive power and light, &c. The first directors are: 
W. Cussens, 23, Dovercourt Road, Sheffield, secretary; Н. R- Brown, 4, Law- 
son Road, Sheffield (life chairman). Qualification, £25. Remuneration as 
fixed by the company. Secretary: W. Cussens. Registered office; 39, Norfolk 
street, Sheffield. LIGA А, ‚ гл е 
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OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


County of Dorset Electric Supply Co., Ltd.—Issue on 
March 2nd, 1922, of £500 debentures, part of a series already registered. 


North Wales Power and Traction Co., Ltd.—Mortgage 
dated March 9th, 1922, to secure £16,500, charged on transmission line gear, 
transformers and apparatus incident or annexed thereto constructed between 
Capel Curig and Penrhyn Quarries, Carnarvonshire, pursuant to a certain 
йиш: Holder; Lord Penrhyn., 


' British Electron, Ltd.—Mortgage on land, works, ma- 
chinerv, &c., at Trafford Park, Manchester, “dated March 15th, 1922, to secure 
all moneys due or to become due from the company to L.).C. and M. Bank. 


Modern Electrical. Supply Co,, Ltd.—Particulars of £5,000 
debentures authorised by resolution of March 9th, 1922, whole amount issued ; 
charged on the company's undertaking and property, present and future, in- 
cluding uncalled capital. 


Chase Brothers, Ltd.—W. Peet, of 39, Mark Lane, E.C., 
was appointed receiver and manager on March 18th, 1922, under powers con- 
tained in debenture dated October 25th, 1920. 


‘John Spencer, Ltd. (56,764).—Return dated December 
Gth, 1921. apital, £75,000 in 10,000 preference and 5,000 ordinary shares of 
£5 each. 10,000 preference and 1,027 ordinary shares taken up. £55,135 con- 
sidered as paid. Mortgages and charges, £25,000. 


Huntalite, Ltd. (formerly Hunter Electric Candle Lamp 
Co.. Ltd.) (81,387).— Capital, £2,000 in £1 shares, Return dated November 
16th, 1921. 1.800 shares taken up. £1,500 paid. £300 considered as > paid. 
Mortgages and charges, nil. i і 


. Yorkshire (West Riding) Electric Tramways Co., Ltd. 
(84. 167).—Return dated February 17th, 1922. Capital, £600,000 in £5 shares 
(70.000 preference). 46,961 preference and 40.977 ordinary shares taken up. 
£436,190 considered as paid. Mortgages and charges, £272,373. 


Provincial Tramways Co.. Ltd. (6,445).—Return dated 
January 14th, 1922. Capital, £275.440 in 10,000 ordinary shares of £10 each 
and 175,440 ordinary shares of £1 each. 10,000 preference and 124,560 ordinary 
shares taken up. £10 per share called up on 3,814 preference and #1 per 
share on 124.560 ordinary. £162,700 paid. £61,860 considered as pad on 6,186 
preference. Mortgages and charges, £175,000. . | 


CITY NOTES. 


During 1921 the connections increased 
УРРА (Kent) from 5,479 to 5,720 kW. To meet the in- 
Electric Light creasing demand, a bulk supply from the 
Power Co., Ltd. West Kent Electric Co., Ltd., has been 
arranged for. Additional machinery and 
mains are being laid down to utilise this supply at а 
cost, of £15,000, drawn from the general reserve, and 
it is proposed — to capitalise. this amount by the issue of 
bonus shares to the value of £15,000 to the existing share- 
holders. Extraordinary general meetings are to be held to 
approve the issue of these bonus shares and for convenience to 
authorise the conversion of the existing £5 shares into five 
shares of £1 each. The gross profit for the year was £17,575, 
compared with £12,611 in 1990. After payment of debenture 
interest. trustees’ fees, &с. (£8,002), writing off £3,000 of the 
cost of investments, and adding £1,314 brought forward, there 
is а balance of £12,587. А dividend of 10 per cent. for the 
year will absorb £7,500; £4,500 is to be placed to depreciation 
ind renewal reserve account, and the balance of £887 carried 
for ward. | | | 
The report of the directors of the N. V. 
pale Glow Philips’ Gloeilampen Fabrieken, of Eind- 
E re Works. hoven, states that one half of the new fac- 
tory buildings was brought into use durinz 
191, and it was hoped that the other part would be in full 
operation before next August. Efforts were constantly being 
made. both in the physical and chemical laboratories, as well as 
in the mechanical shops, to discover new inprovements and 
bring them into practical working. Although the economie 
situation of the whole world was still very uncertain the diree- 
tors could look hopefully to the future, thanks to the strong 
position of the company and the fact that orders were on hand 
for a long time forward. The gross profits amounted to 
6.011.000 florins, as compared with 10.150.000 florins in 1990. 
With an eye to the future and the maintenance of the strong 
position in relation to competition, it was proposed to leave 
untouched the reserve fund of 5,208.000 fl. for extensions and 
‘to write off the whole of the expenditure incurred on exten- 
sions іп 1921, namelv, 4,481.00 fl. on machinery, apparatus 
and instruments, buildings, and housing accommodation. The 
nét profits are 1,560,000 fl., as against 7,145,000 fl. in 1920, and 
The dividends, as mentioned a fortnight ago, are 7 per cent. 
(11 per cent, in 1920) on the preference shares and 11 per 


cent. (ЗІ per cent.) on the ordinary shares. The ordinary 
share capital is 10,200,000 f., and. the preférence. shares 
4,900,000 tl., as in the previous year. 

-Ahe N. ү, Роре'в Metaal Draudlampen Fabriek, of Venlo, 
proposes to pay a dividend for 1920-24 at the’ rate of 6 per 
cent: on the cumulative preference shares, as contrasted with 
74 per cent. in the previous year, and to carry the balance 
forward. 
je oW NUM" The annual ——! was held in New- 
Waste Heat and castle on March 3lst. :" Mr. Е. Llovd 
Gas Electrical . Pease,’ who presided, said that the 
Generating Sta: capital: expenditure had been’ £20,664, 

“Hons, Ltd. . £15,000 in connection with the new power 

ba aes | station at Horden, and the balance on the 
gag engines at the extensions at Weardale power station. 
There were certain other items still to Бе: paid ih connection 
with the Horden power station, but it was not likely that they 
would exceed £10,000. The depression m {һе ‘coal and iron 
trades had resulted in a very much redyced output from their 
generating stations. The miners’ strike resulted in the coke 
ovens and blast furnaces, from which they got their waste 
heat, being entirely closed down, and some of them had not 
even yet been re-opened. Тһе first station to start agam after 
the strike was the new Horden station, and in August Avre- 
some and Teesbridge were ге- started, and those stations had 
been working satisfactorily ever since, although he was sorry 
to say there was a prospect of Teesbridge being shut down 
owing to lack of improvement in the iron trade. Newport, 
which was their station. with the greatest capacity, had been 
re-started, but was only working on a comparatively small 
output. Weardale was still shut down, and so far as they 
could hear there was no immediate prospect of its re- starting. 
The bad trade conditions bad also affected the company's 
investments in the Bankfoot Power Co., which utilised waste 
heat and gas from two banks of coke ovens at Bankfoot and 
Bowden Close. Both of that company's stations were shut 
down completely for:some time, and were only working on 
small capacity. He was afraid they would have to wait for 
improvement of general trade conditions before there was any 
material improvement in their output. In view of the difficul- 
ties of trade during the year the directors considered the 
results very satisfactory, but they did not consider it wise at 
present to draw further on the amount brought forward, hut 
to pay only 6 per cent., carrying forward £13,000. They hoped 
that the present year would show better results, but prospects 
were not. bright. P 
"For the year ended September 30th, 121, 
Argentine Tram-the gross receipts of the tramway depart 
Ways & Power Co. ment E $690,657. paper, an increase of 
$128,971 paper. The. gross receipts of the 
light and power ая were -$336,314 paper, an increase 
of $66,447 paper. | The net receipts from operation totalled 
£98.023, an increase of £5,442. Including interest and trans- 
fer fees the revenue was £25,559, against £26,893. After charg- 
ing interest and sinking fund on debenture stock and London 
expenses, and transferring £5,000 to reserve for renewals. 
there remains £10,245. A scheme of arrangement, recently 
approved by holders of preference and ordinarv shares, pro- 
vides, inter alia, that 218,323 standing to credit of revenue 
account at September 30th, 1990, shall be carried to reserve, 
and shall not be treated as profit available for dividend. Sub- 
ject to the scheme being apnroved by the Court. and to 
£50,000 of 5 per cent. debenture stock, subscriptions for which 
have been conditionally promised, being allotted, the directors 
pronose a. dividend at the rate of 5 per cent. (less tax) on the 
nreference in respect of the past vear, carrying forward the 
balance. i 
| | The directors, in their report for the 
` Edison - .year ended June 30th, 1921. state that. 

Swan Electric after providing for the adjustments shown 

Co., Ltd. "^ ain the accounts, Ње balance standing to 

| бэ the debit of profit and loss is £344,720. The 
board Тез that £55,000 now standing to reserve be 
transferred to profit and loss aécount, thus reducing the debit 
balance to £259,720. The directors regret that the operations 
of the company should have resulted in the loss shown, but 
the general depressión in trade has adversely: affected all m- 
dustrial undertakings, and the fall im values of all raw 
materials and manufactured goods has been unprecedented. 
The adverse trade conditions have been aypravated and accen- 
tuated by the moulders’, coal miners’ and shipwrights! strikes. 
The first of these labour troubles commenced in September. 
1920; and eontinued for four months, and had the effect of 
restricting the activities of practieally every trade їп which 
metals formed a part. The strike of shipwrights necessitated 
vessels being sent to Continental ports to be fitted out, which 
resulted in a very serious loss of business to the company. 
The. coal. strike; lasting four: months, resulted in the 
comnany's business being practically brought to a stand- 
still in many pfrts of the country. Under these circumstances 
the works could onlv be operated on a senle considerably be 
low ‘their full capacitv, and various workshops were not able 


ta carry their due proportion of overhead charges, which have 


been a heavy burden upon the business, but every effort has 
been made to reduce them to the lowest figure. A complete 
and searching valuation of stocks of raw materials and mant- 
factured and partly-manufactured goods has heen made. and 
it has been found » necessary to write: of as depreciation the 
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large зшо of £346,445, which accounts for the greater portion 
of the loss made... Since November last the position of Ше 
company has siowly improved, and. with.a moderate, revival of 
trade the ontjook tor the company should become Much more 
favourable, Since the date of the balance sheet, loans trom 


the company’s bankers ауе been increased by £00, Lov, - 


making the votal loam advanced by them to date £019,790... A 
gmeeting of shurebolders held last November authorised an 
increase In tbe borrowing powers of the directors on behalf. of 
ше cunpapy. ‘Lo provide the necessary security for the 
advances made, the Bourd bas issued to the bank £100,000 
second debenture stock, together with a further specific charge 
и £60,000 upon certain of the properties of the company. |: 

Mr. A. F. Philips and Mr. G. L. E. Philips, of Phitips Glow- 
lampworks, Ltd., of Eindhoven, Holland, have retired from 
the board as technical directors. Subsequent to such retire- 
ment the board, under legal advice, commenced proceedings 
against Philips Glowlampworks, Ltd., with the view of deter- 
mining the agreement existing between that company and the 
Edison Swan Electrie Co., Ltd., and also 1n-reiation to other 
watters. Mr. C. E. Hunter resigned his position as managing 
director of the company in January, 1921, and Mr. C. J. Ford 
has been appointed in his stead. 

Meeting, April llth, at Winchester House, E.C. 


. The profit and loss account for the year 
Brush Electrical ended December, 1921, shows that alter 
Engineering providing for general charges, maintenance 
Co., Ltd. of plant and buildings, and interest on the 
Tx company’s debenture stocks and loans, 
there remains. a balance of — £232,002, making with 
£141,983 brought forward a total balance of 42374,5560, sub- 
ject to E.P.D. for 1920 and previous years, Income and Gor- 
poration Profits Taxes, and directors’ additional remuneration. 
Шеге is allocated to depreciation of buildings and plant 
£]44U0, to depreciation of patents and goodwill £600, to 
further 4 per cent. interest on the prior lien participating 
second debenture stuck £2,044, and to general reserve £7,319, 
leaving £90,235, out of which it is proposed to pay a dividend 
at the rate of. 15 per cent. per annum on the ordinary shares 
for the year, absorbing £65,009, paying directors’ additional 
remuneration £2,267, and carrying forward £214,074. 

The general reserve account has been increased by £1,809; 
profit on- purchase of the company’s debenture stocks for 
sinking fand purposes, and £73,191, now appropriated to it, 
raises the general reserve fund to £150,000. — £02,509 was ex- 
pended on capital account during the year. The remaining ex- 
tensions in hand ef the Loughborough Works have made good 
progress and should come into service in the course of the 
сштеп year. The company entered the year 1921 with а 
substantial volume of orders in hand. Notwithstanding the 
general trade depression which prevailed during the year, 
the works were kept fully employed, the output of Brush- 
Ljungstrom turbo-generator sets in particular having largely 
increased. In July, 1921,‘a fire occurred at the Loughborough 
works, resulting in the destruction of a large tiniber shed and 
contents, A satisfactory settlement has been effected with 
the insurance companies in respect of the loss thereby in- 
curred. 

Meeting : Monday, April 10th. 


Mr. A. W. Tait, C.B.E., presided on Fri- 


British day last at the annual general meeting, held 
Aluminium at Winchester House, E.C. He said that the 
Co., Ltd. net profit amounted to £221,506, as com- 


| - pared with £428,157 in 1920. The trading 
profit was £153,041, as against £373,779, or a decrease of 
approximately £190,000. The substantial decrease in the trad- 
ing profit was not unexpected. He mentioned at the last 
annual meeting that the trading for the year 1920 had been a 
record one, not only for the company bui also for the industry, 
hut he warned the shareholders that a sudden falling off in 
demand had become evident in August of that vear due to the 
collapse, not-only in this country but all over the world, of the 
motor-car industry, which was a very large consumer of metal 
in ingot and manufactured forms. He also mentioned that 
there had been a considerable falling off in other channels of 
trade, both at home and abroad. This depression assumed 
serious proportions about the end of the year, and continued 
with increasing severity during the whole of 1921. The result 
of the sudden and continued «lump in trade was an over- 
Production of metal. They. immediately took steps to meet 
the conditions by closing down two of their aluminium plants 
and опе of their alumina plants and reducing production at 
their other works.. Those drastic steps which were taken іп 
the early part of the year were necessary to prevent the accu- 
mulation of stocks at high prices and the consequent locking 
up of resources. So far, there had been no great improvement 
in the position, and their aluminium works in Norway were 
still closed down, although they had somewhat increased out- 
put at their works in Scotland. He could not see how they 
could expect business to show definite signs of improvement 
until there was a more or less general return to normal trading 
conditions.. Owing to the competitjon of other producers, the 
pore of the metal! had fallen substantially during last year. 
and was now practically on the basis of pre-war values. There 
was reason, therefore, to hope that should trade generally show 
ome signs of improvement, there would be a fairlv quick re- 
covery in the industry. The uses of the metal in industry 


generally were increasing every day, and the. research which 
had taken piace and was all the tame going on, particularly 
in alloys, hud teveaied cerGun valuabie discoveries waich, when 
thoroughly tested and brought into use, should increase sub- 
stuntiaity the demand for the metal. Coste had been abnormal 
in. consequence ot the falling off in production and the closing 
down of certain of the works. Costs were alsa increased by 
the coal strike." Labour rates reached: their: high powt in the 
spring of last year, but they had been able to obtain certain 
reductions since then in consequence of the decrease. in the 
cost of living. He believed there would be further decreases 
in the costs of materials and labour, all of which would enabte 
them to compete on better terms for such business as might be 
available, and also to develop the uses of the metal in certain 
directions Which promised a large consumption m future. It 
was satisfactory to note that the French Government, which 
placed a 20 per cent. ad valorem export tax on bauxite after 
the end of the war, had now repealed that tax in its entirety, 
and as they were large bauxite users, that would be of material 
assistance... Given freedom from international trouble and com- 
plications, the recovery of the aluminium industry would be 
quicker and greater than most people Imagined. Having re- 
ferred to the crushing burden ot taxation which the company 
had to bear in income tax and Corporation Profits Tax, the 
Chairman mentioned the Lochaber water power scheme pro- 
moted by the company, and said that steps would 
not be taken to proceed with the scheme until the 
general conditions of trade and the expansion of their 
own industry warranted it, but the directors goh- 
sidered that the powers obtained were an asset of potential 
value to the company. Proceeding to refer to the balance 
sheet, he said that stocks of metal, raw materials, and stores, 
at £399,322, showed a reduction of approximately £45,600 ‘a6 
compared with the previous year. During the year the prior 
hen debentures outstanding had been reduced by £13,700, and 
now stood at £700,900, and the debenture stock had been re- 
duced by £10,096, and now amounted to £611,959. In order 
that the shareholders might more clearly appreciate the ré- 
serves which had been created in the company, but which 
were, of course, invested in its business, they had placed to- 
gether in the account the redemption accounta and the depre- 
ciation reserve account, which, with the allocation of £20,000 
out of the profits of the year, now amounted to £570,000. 
Those two reserves together made a total of £787,174, which, 
he thought, could be regarded aa a substantial figure #0 meet 
any decline in valuation or depreciations which might have 
occurred in their fixed assets. The reserve account had been 
increased to £180,000 by £10,000 set aside out of the profits of 
the vear. Тһе total reserves of the company,. therefore, 
amounted to approximately £967,000, which was very little 
short of the total issued ordinary share capital. It was by 
reason of those reserves that the company had been able to 
build up its business and to increase its productive capacity, 
and had also been able to go through a period of depression, 
such as they, along with others, were experiencing at the pre- 
sent time, without undue anxiety. The accounts justified the 
dividend which they were recommending, and, although that 
showed @ substantial reduction on the rate of dividend paid in 
respect of the previous year, he had mentioned the reason for 
the substantial reduction in their profits, and on the whole he 
thought the results were not unsatisfactory considering the 
period of acute depression through which the industry. had 
passed. He did not mean to sav that this period was finished. 
but he did believe that the worst was behind them, and, if 
they could only obtain some relief from the burden of taxation, 
and Europe would show signs of settling down, it should not 
be very long before there was some revival in industry, in 
which he felt sure they would get their full share.. Major R. 
W. CoorER, O.B.E., seconded the motion, which was carried 
unanimously. | 
During: 1921 the equivalent of 13.379 
Folkestone Elec- S-c.p. lamps were connected (making 
tricity Supply — 219.150).  Inelnding the receipts from 

-  €o., Ltd. hired installations. the profit on the 
: revenue accounts for the three undertak- 

ings amounted to £17,681, an increase of £2,767. This 
amount, with £832 brought forward and interest on invest- 
ments, &c., and after allowing for interest on debenture stock 
and bank‘ overdraft, and = dividend on preference | shares, 
showed a balance of £12,317. Out of this £7,561 is put to 
depreciation fund, 21.525 to reserve fund. and a dividend of 
43 per cent. (less income tax) on the ordinary shares for the 
year will require. £2.375, leaving £855 to carry forward. "The 
payment of the dividend recommended is subject to the con- 
sent of the Electricity Commissioners. Application has been 
made to the Electricitv Commissioners for extended powers 
in the district bv incorporating the Urban District of Cheriton 
and the parishes of Saltwood, Newington, and Hawkinge ih 
the company's area of supply, but the formal Order has not 
yet been obtained. The board has approved substantial ex- 
tensions to plant, and orders have been placed for additronal 
machinery. Some portion of this has already been installed 
and the remainder should be running in time for the season 
load. It is not provosed to make апу issue of loan capital 
for the present, but to obtain the necessary cash required bv 
means of temporary loan. Since the close of the financial 
vear the companv’s holding of War Stock and War Bonds 
has been sold and has realised а small profit on the purchase 


price. 
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Mr. R. P. Sloan, C.B.E., presided at the 
Newcastle-on»  anuuai шеейин, neid mM iNewcastie, on 
Tyne алсо :с March 2th. Atter appreciative relerence 
Supply Co., Ltd. had been made to the late Dr. Merz the 
chairman said that the past year had been 
one of unparalleled trade depression. "heir prosperity de- 
pended upon the trade done on the North-East Coast, for prac- 
tically every industry was served by the power company. It 
frequently happened that depression in one industry was coun- 
ter-balanced by prosperity in another, but last year trade de- 
pression and the mining stoppage affected, more or less, every 
class of consumer. ‘heir domestic supplies, however, for 
lighting, heating, and cooking, were not seriously affected. 
They had had to expend considerable sums of money on ex- 
tending.their system in Neweastle, and there were signs of 
a very substantial increase in that particular line of their 
business. ‘The profits of the year had amounted to £347,715, 
a reduction of £45,425 upon the previous year. The directors 
were extremelv disappointed that the results did not enable 
them to recommend the payment. of a dividend upon the 
ordinary shares. ‘Lheir costs had not fallen to the same ex- 
tent as had their output, and as a result, during the coal 
stoppage they had incurred a considerable loss. They had to 
pay high rates for the labour they employed. Their total 
labour bill was £399,979, as against £394,105 in 1920, wp 
represented an average of about 180 per cent. above pre-war 
rates per employé. Certain reductions eame into operation at 
the end of the vear, the cumulative result of which would be 
considerable saving during the year. Another heavy charge 
they had to bear was that of rates, and the average rate m 
the £ which thev had to pay last year represented 166 per 
cent. more than the average rate for 1914. Another special 
item of cost was their share of the expenses of the department 
of the Electricity Commissioners. He had always thought 
that much good would result from the setting up of that body, 
whose primary object was to secure an abundant and cheap 
supply of electricity. He did think it unfair, however, 
that the greatest burden of the expense of that body should 
fall on those undertakings which most nearly approached the 
Commission's ideal. Referring to the suggested electrification 
of a portion of the main line of the North-Eastern Railway, 
he said that had not vet materialised, and in view of railway 
amalgamations it was difficult to вау what developments were 
likely to take place in that connection. With regard to the 
prospects for the current year the chairman said that with all 
the uncertainty and unrest in the industrial world it was 
almost impossible to make any forecast. The dispute in the 
engineering industry. he hoped, would soon be settled. Ship- 
building industrv was the most depressed of any of the local 
industries, but he was glad to sav that there were distinct 
signs of improvement in the coal mining industry, and as they 
included a large number of collieries amongst their customers 
they should benefit accordingly. If the reductions in expenses 
should continue, and with the extended use they should make 
of their newer and more economical plant, there ought to be 
an improvement in the results in the coming year. The 
adoption of the report was carried with two dissentients. 


The report shows that the available profit 
Metropolitan: for the vear ended December, 1921, includ- 
Vickers Electrical ing £55,821 brought forward, is, after pro- 
Co., Ltd. viding for taxation, £395,926. Out of this 
£35,000 has heen put to special depreciation 
of plant, machinery, &c., and £100,000 to general reserve 
account. Dividends of 8 per cent. on the preference shares 
and 19} per cent. on the ordinary, less income tax, require 
£168,111, and there remains to be carried forward £92.315. 
Orders received during the year, owing to the prevailing trade 
conditions, show a falling off as compared with 1990. The 
works were, nevertheless, partly due to orders carried forward 
from 1920, kept well employed, and, but for the labour 
troubles and the coal strike, the accounts would have shown 
an even better result. During the year 25,529 preference 
shares have been converted into 51.046 ordinary shares, mak- 
ing a total of 65,475 preference shares so converted. An 
application for & quotation of the ordinary shares resulting 
from the conversions in 192! is now before the Stock Ex- 
change, and when the quotation has been granted the whole 
of these ordinary shares will be in all respects identical with 
those now quoted. Mr. Alexander Spencer, a member of the 
board for many vears. has been chosen as vice-chairman in 
place of the late Sir Francis H. Barker. 


Clyde Valley Electrical Power Co.—The annual meeting 
was held in Glasgow on Mareh 80th. Sir Frederick C. 
Gardiner, who presided, stated that in view of the coal strike 
and the general trade depression the results were satisfactory. 
Contracts for supply showed an increase during the vear of 
13,390 h.p.. and connections to mains an increase of 15,201 h.p. 


Loxlev Bros., Ltd.—A financial contemporary states that 
the board has decided to postnone payment of the dividend on 
preference shares for the half-year ended March 31st pending 
the preparation of the balance sheet to that date. 


British Engine, Boiler, and Electrical Insurance Co., Ltd. 
—After reserving £12.411 for income tax and corporation tax 
and addine £5,030 to pension fund, the directors recommend a 
final dividend of 11s. per share. and the usual bonus of 4s. 
(both less tax), carrying forward £13,416. 


, 


North Melbourne Electric Tramways & Lighting Co., Ltd, 
—lhe Financier states that an extraordinary general meeting 
and a separate meeting of the holders of the à per cent. ae- 
bentures were to be held yesterauy to сопмаег an otter from 
the State Electricity Commission of Victoria for the acquisi- 
tion of the company's undertakings. After lengthy negotia- 
tions the Commission has опегеа #110.000, ana to take cer- 
tain stores at a valuation (not to exceed £23,000). Payment 
is to be made as to £25,UUU in cash, and the balance in Victoria 
(Australia) Government 6 per cent. debentures, having a cur- 
rency of 12 to 13 years (as may be arranged), such Govern- 
ment bonds to be accepted by the company at par. As the 
price offered is insuficient to pay the debenture-holders in 
full there will be nothing left to distribute amongst the share- 
holders. | 


Bristol Tramways and Carriage Co., Ltd.—The revenue 
for 1921 was £1,022,205, and the working and general ex- 
penses and renewals £951,559, leaving, with the balance 
brought forward and with an amount recovered on an adjust- 
ment of income tax, a net revenue balance of #104100. After 
meeting debenture stock and loan interest (£31,249), paving 
4 per cent. on the preference shares and 7 per cent. free of 
tax on the ordinary shares, £3,668 is to be carried forward. 
The reserve fund amounts to £339,557. The receipts of the 
tramways department show an increase of £112,186 and those 
of the carriage department a decrease of £7,906. The number 
of passengers carried on the company's cars and motor omnt- 
buses was 72,301,531, as compared with 84,952,434 in the pre- 
vious year, а decrease of 12,631,903. 


Torquay Tramways Co., Ltd.—Mr. Harold T. Barnett. 
presiding at the annual meeting on March 30th, said that in 
spite of losses due to the coal strike, the annual revenue had 
increased by £710, and the number of passengers carried was 
a record for the company. There was a net profit of £36,175, 
and after providing for debenture service, a dividend of & per 
cent.. free of Income tax, was paid, leaving £4,206 to carry for- 
ward. The formation of a separate company to carry on the 
motor ‘bus undertaking is being considered. 


Sir W. G. Armstrong, Whitworth & Co., Ltd.—Final divi- 
dend on the ordinary shares for 1921 2} per cent., making 5 
per cent. for the vear, against 10 per cent. for 1920. The 
Times says that the dividend, though lower than a year ago, is 
equal to the most sanguine expectations, and must be regarded 
as indicating a considerable measure of success in developing 
the civil engineering side of the business, in spite of the de- 
pression prevailing in the industry. 


Slough and Datchet Electric Supply Co., Ltd.—During 
1921 the capital expended was £10,496 on cable extensions and 
а new boiler, making £105,877. 3,390 lamps (30 watts) equi- 
valent added, making 57,183. Units sold fell from 2,225,331 to 
1,955,849. Revenue increased from £26,664 to £31,105. № 
profit £8,980. £3,000 to depreciation and reserve; dividend 
6 per cent., less tax; £2,839 carried forward. 


Salisbury Electric Light and Supply Co., Ltd.—During 
1931 a 1.9(G0-k W set was added. ‘The balance on the year's work- 
ing was £9,105 fas against £7,531 in 1920). Debenture interest 
absorbs £733. Out of the balance, plus £5,695 brought for- 
ward, a total dividend of 10 per cent. for the year is to be paid; 
£7,500) goes to reserve, and £1,065 is to be carried forward. 
Mr. J. C. Wigham has retired from the board, and Mr. A. N. 
Rye has been elected im his place. The annual meeting was 
held on March 21%, Mr. C. J. Woodrow presiding. 


Nairobi Electric Power and Lighting Co., Ltd.—At ап 
extraordinary meeting of members, held on March 29th. the 
appointment of Mr. G. A. Higlett as liquidator was confirmed, 
and on the same day he sent out notices declaring a first dis- 
tribution of capital at the rate of 24s. per £1 share. The de- 
bentures and known creditors were also paid off. 


South London Electric Supply Corporation, Ltd.—Divi- 
dend of 44 per cent. on the ordinary sha@es for half-year. mak- 
ing 7 per cent. for the year; £12,500 to reserve for deprecia- 
tion, &c.; £17,500 to general reserve; £5,000 to reserve for con- 
tingencies; £5,661 carried forward. 


New York Telephone Co.—Total net earnings for 1921, 
$21,393,035, less $5,148.402 for interest charges, leaving net 
profit of $43,244.543. Dividends amounting to 8 per cent. 
have been paid; surplus of $403.29 carried to total surplus.— 
Financial Times. 


Windsor Electrical Installation Co., Ltd.—During 1921. 
09.793 was spent on capital account. The profit was £7.5% 
(including £1,424 brought forward). Debenture and other 
interest £562; 5 per cent. preference dividend, £524: deprecia- 
tion. renewal and reserve fund, £2,540; directors’ fees, £500: 
dividend on ordinary shares, 4 per cent., less tax; £1.504 car- 
ried forward. The demand for electricity is well maintained 
2.708 (30 watt) lamps equivalent having been connected. 
making 72,500. 


A. Reyrolle & Co., Ltd.—Proüt for 1921, £64,662 (in- 
cluding amount brought forward); £15,000 put to reserve ; divi- 
dend 124 per cent. on the ordinary shares; carried forward 


£12,190. | 
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Prospectuses.— Whitehall Electric Investments, Ltd.—This 
company, concerning which paruiculars are given ш our * New 
Companies Registered " section to-day, has been pubucly 
ofering for sale £2,500,000 6 per cent. first mortgage deben- 
ture stock (1925 to 1949) at 874 per cent., and 1,900,000 74 per 
cent. cumulative preference shares of £1 each at par. The 
Hon. Clive Pearson is chairman, and the: following are the 
other directors: Sir Clarendon G. Hyde, Messrs Vincent W. 
Yorke, John Н. Macdonald, and A. E. Worswick. The otfices 
ие at 47, Parliament Street, Westminster, S.W.1. The offer 
is made by the Whitehall Trust, Ltd., which has acquired the 
tock and shares from Whitehall Electric Investments, Ltd. 

' [he prospectus contains a lengthy statement regarding the 
empanies in which the new concern is largely interested, and 
gives particulars of the net income receivable therefrom on 
the basis of figures for the last three years. The undertakings 
referred to are: Compania Chilena de Electricidad, Limitada; 
Compania Electrica de Tampico, S.A.; Puebla Tramway, 
Light & Power Co.; Vera Cruz Electric Light, Power and 
Traction, Ltd.; Compania de Luz Electrica y Fuerza Motriz 
de Orizaba, S.A.; and the Compania Veracruzana de Luz y 
Fuerza, S.A. According to a statement signed by the chair- 
шап (the Hon. Clive Pearson) and given in the prospectus, 
the companies referred to have now in operation 73,700 h.p. 
m hydro-electri: and steam plants, 49,000 h.p. being owned 
and 24,700 h.p. on lease.  " The combined lengths of the 
tramway systems is 166 miles with an equipment of 589 cars. 
The number of customers to whom light is supplied is not less 
than 40,000, and motors connected to power users aggregate 
approximately 40,000 h.p. The hydro-electric and steam power 
now being developed exceeds 80,000 h.p., and the companies 
have various Water rights in reserve for future needs." The 
company has been formed mainly for the purpose of acquiring 
interests in. companies engaged in supplying power and ligne 
to cities, towns and industries, and in operating tramways, 
and of assisting in the development of electrical undertaki 
generally. It is proposed that, as a general rule, the company 
shall hold a majority of the ordinary share capital of com- 
panies in which it is interested. The object of the present 
issue is to provide £3,950,000, which will be used in repaying 
Whitehall Securities Corporation, Ltd., £1,150,000, being the 
amount already provided by it, and in payment to that com- 
pany of the balance of £2,100,000 for the further developments 
above referred to. The balance of £257,500 will be. available 
for working capital of Whitehall Electric Investments, Ltd. 

The list of applications was to close on or before yesterday. 

Metropolitan Railway Co. -— An issue of £600,000 five per 
cent. preference stock is being offered at 87. The list opened 
on Wednesday and is to close to-day (or before). 


London Electric Wire Co. and Smiths, Ltd.—The directors 
report that during 1921 the additions to buildings and plant 
have been practically completed. The usual provision has 
been made for. depreciation. It is necessary to continue a 
careful nolicv, therefore, out of a profit of £83,924, plus 
433,06 brought forward, £50,000 is put to reserve, making 
the general reserve account £150,000. Тһе special reserve 
account remains at £20,000. After paying the preference divi- 
dend, less tax, a final dividend on the ordinary shares 18 recom- 
mended, which, with the interim dividend paid last June, will 
make a total rate of 74 per cent., less tax, for the year, leav- 
ing to carry forward £44,545. 

The company is naturally affected by the depressed state 
of trade, customers’ orders on hand being considerably less 
thin heretofore. The death is recorded of Mr. A: L. Don, an 
original member of the board. е 


Windermere and District Electricity Supply Со., Ltd.— 
Gross revenue during 1921, £8,382; an increase of £1,725. 
Working expenses, £5,677, an increase of £818. Keswick 
Electric Light Co. has again paid 5 per cent. on account of 
arrears of debenture interest, and this company's share is 
£34. The revenue balance, including £324 brought forward, 
Is £3364.  Debenture interest, bankers charges, &c., re- 
quire £1,083. £1,000 has been put to depreciation reserve, and 
à dividend of 3 per cent. is to be paid on the preference shares 
leaving £441 to carry forward. 


Midland Electric Corporation for Power Distribution, Ltd. 
—Mr..James Tavlor, presiding at the annual meeting of the 
company on March 27th, said that although not so high as 
last vear, the profit was still good. The year had been one 
of difficulties. A serious breakdown of plant occurred early in 
the vear. then came the coal strike and had trade. Owing to 
increased costs, they had had to raise their charges and he 
was afraid that it would be a long time before they could 
return to pre-war rates. Referring to the formation of elec- 
tricity districts, Mr. Taylor said that the shareholders’ 
Interests were being carefully watched. 


Stock Exchance Notices.—Dealings in the following have 

n specially allowed by the Exchange Conunittee under 
Rule 148a : — : 

Cordoba Light, Power and Traction Co.—£243.877 new 6 
пег cent. debenture stock (ranking for interest from December 
lst, 1921): and 2150.000 new б per cent. debenture stock 
(ranking for interest from April Ist. 1929.) 

Tanaton Electric Traction Co.. J.td.—Total receipts for 
191. including £611 brought ferward, totalled £2,749. After 
Meeting exnenses ard paying debenture interest, there is a 
debit balance of | | 


W. Canning & Co., Ltd.—The Financial Times reports that 
the accounts tor 1921 show a loss of £23,671, after charging 
all expenses, including maintenance and full deprecluwons 
of properties, plant and fixtures, less a surplus of £1,452 
a in, leaving a deficiency of £22,218 to be carried for- 
ward. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


THE principal feature of the week is the way in which Home 
Railway stocks have been advancing. ‘lhe Undergrounds 
joined in the general buovancy shown by the market, and, 
although something of a reaction occurred from the top, the 
general disposition has been to keep prices at high levels. 
Nevertheless, the cautious see in the present position an 
element of danger. If people started selling their stocks with 
any degree of treedom, there would certainly be a substantial 
reaction, because the rise has rushed up prices at an extremely 
rapid pace, and it would not require much of a selling pressure 
to bring about a fairly violent fall. Several companies are 
known to be on the point o£ issuing fresh capital, and amongst 
these the Metropolitan is one of the earliest to make an appeal. 
The stock is £000,000 in 5 per cent. preference at 87, 

Metropolitan Consolidated and District ordinary have been 
two of the leaders in the activity of the past few days. Dis- 
tricts are 5 points up. Underground Electrics also came to the 
front with a run, the £10 shares Jumping 108. to 23, the 
shilling shares gaining ls. 6а. at 7s., and the incomes being 
5 better at 764. So ready is the appetite of the public to 
absorb railway stock at the present time that even the Con- 
tingent Certificates of the Underground Electric Railways Co. 
have been sought out by the gamblers, who have given prices 
ranging from 6d. to 9d. for these extremely speculative 
insecurities. Together with the ordinary issues, those in the 
prior-charge groups moved up sympathetically; debenture, pre- 
ference, guaranteed and rent-churge stocks ure mostly better, 
by several points, than they were this time last week. Central 
London ordinary and deferred, non-assented, have advanced to 
40 and 364 respectively. 

The higher prices to which electricity supply shares have - 
attained are having the very natural effect of bringing in a 
few sellers. There is no lowering of quotations, however. In 
point of fact, prices are generally a little better on the week. 
The position is that instead of there being only buyers and no 
stock on offer, there is at the present time a fair amount of 
supply to be obtained in some of the leading companies. . This 
18, of course, all to the good of the market, since 1t increases 
the flexibility, and also the popularity, of electric lighting 
shares. If investors find, after persistent inquiries, that they 
are unable to get stock in any particular section, they will 
give up the attempt and utilise the money in other directions. 
But supply of stock encourages business, and vields to be 
obtained from electric shares are still good. For instance, 
74 per cent. 1s afforded by Charing Cross ordinary, Metro- 
politans and Westminsters; while Chelseas vield only 54 per 
cent., the rise in their case having been particularly marked. 
South Metropolitan ordinary at 30s. are on a 6} per cent. basis 
of yield, but 8 per cent. or over is still obtainable from Bromp- 
tons, Kensingtons, St. James’s, South Londons and London 
Electrics. 

Bromley (Kent) Electric Light & Power ordinary shares are 
5s. higher on 43. The dividend is announced at 10 per cent., 
and the directors propose to capitalise £15,000 from the reserve 
fund, by the issue of bonus shares to proprietors. It is fur- 
ther intended to divide each existing £5 shares into five shares 
of £1 each. Shareholders should keep their shares as a good 
investment. Charing Cross ordinary have risen to 64 and the 
preference to 34. Other changes in the list are insignificant, 
being caused mainly by deduction of dividends in several cases. 

Shropshire Electric debenture improved to 102. Yorkshire 
Electric new preference have risen to 9s. 3d. premium over 
the issue price of £4 per share, for the shares of the nominal 
value of £5 each. Scottish Power preference at 20s. 6d. are 
the turn better. 


The market for manufacturing shares is steadv. English 
Electric Notes have risen 4 points to 92. Metronolitan-Vickers 
preference at 2. 5/16 аге another 4 higher. | London 


Electric Wire preference advanced to 1 1/32 on the 
publication of an excellent report. The vrofit is a little less 
than it was in the preceding twelvemonth, but the companv 
maintains the 74 per cent. dividend on the ordinary shares (all 
privately held), and the balsnce-sheet is a good example of 
what such documents should be. The amount of liquid assets 
is nnusnally large. 

The Edison & Swan report shows a disastrous state of affairs. 
Tast vear there was a net nrofit of nearly £94,000, but this 
year the debit balance is £344.700. The directors reeommer d 
thet £55.000 standing to reserve should be transferred to profit 
and loss. A sum of 2346.445 has been written off the value 
of stocks of raw materials. бе, Next Tnesdav's meeting mav 
bring a gleam of ecansolation. The result cansed no nominal 
alteration in the nrice of the shares, which remain about 
3s. 6d., but naturally they are not easy to sell. That the com- 


. 494 


THE ELEOTRICAL REVIEW. 


mau 


` [Vol. 90. No. 2,318, APRIL 7, 1922. 


е.а > * ‘ 


pany must have done badly it was generally expected would 
be made manifest when the report appeared, but figures such 
‘as these were scarcely expected. 

Mexican matters are beginning to look up again, and im- 
provements have occurred in Mexican Electric Light Firsts at 
614, Pachuca Fives at 624, Mexican Light & Power Firsts at 
654, and several others. Anglo-Argentine Tramways first and 
second preferences spurted to 3$. British Columbia Electric 
preference at 664 15 2 points better. Rio Tramway Fives at 
774 have gained a couple of points, and the market for dollar 
bonds is fairly firm throughout. 

The principal change in the telegraph and БЕНЕН list 18 
а rise to 8 in Cuba Submarines (after 81), this being 5s. up. 
Great Northerns are similarly better at 283. The Eastern 
group has scarcely moved. Henleys at 37s. 6d. recovered from 
a little depression which lowered the price to 36s. 94. Siemens 
have been an active and a good market during the past few 
business days. Although the quoted price remains unchanged 
at 25s., the market is really better than this would imply. 

Babcock & Wilcox rose 4 to З, and amongst the newcomers, 
Jutland Telephone debenture strengthened to 24 premium. 
An important issue has been made by the Whitehall Electric 
Investments, Ltd. Investors have been offered 24 million 
.pounds 6 per cent. first mortgage debenture stock at 873 and 
14 million pounds 74 per cent. cumulative preference of £1 
each at par. Ammunition shares are firm, Vickers advancing 
in company with the strength shown by Metropohtan-Vickers. 
A rather harder tendency із noticeable amongst rubbers, 
LE business in the shares remains on the smallest possible 
scale. 


. BHARE LIST OF ELECTRICAL COMPANIES, 


Home Evecrnaiciry COMPANIES, 


Dividend. Price P 
^. April4, Riseor Yield 
: 1990. 1991. 2929, fall. vg p.o« 
Brompton Ordina M e os .. 19 18 7 — £8 6 6 
Charing Cross Ord ary es өө 8 9 . + 4 740 
do. do. jam 44 ктер ee 43 43 — 6 8 7 
Chelsea cs s 6 6 Баха — 59 1 
Cit ә! London . s 14 14 B5/-xd — 800 
do. 6 per cont. Pret... А 6 6 Ixd — воо 
: ‘County of London 8 8 114 — к15 0 
do. do. б per oent, "Pret... 6 6 22 — ; 6 и 6 
Kensington Ordinary . T oe 9 10 ха | — А 0 0 
London Electrio.. oe 9) 4“ lá — 8.00 
.. do, do. 6 per cent. Pret... 6 6 4 — 156 
Metropolitan ve 1 1 4 = 7.7 4 
: do, 4h per o cent. Pref... a & BA — 68 7 
Bt. James’ and Pa ee e 19 18 7 — A 5 6 
South London .. - ES Чч 1 xd +$ вто 
South Metropolitan Pref. . oe 1 1 1 — 6.4 Б 
Westminster Ordinary.. ..  .. 0 10 63 = 783 
| TELEGRAPHS AND TELEPHONES. pa 2 
Ао ш, Tel. Pref, ee eo eo 6 6 97 lem $ 8 9 
Def. .. oe ee M o 214 — 826 
‘Chile Торой» T T "T 0 6 58 — 511 7 
Cuba Sub, Ord. .. oe ee ee 1 q В + i 815 0 
Eastern Extension. .. ys eo 20 10 19 е -.5 R10 
Eastern Tel. Ord. . eec ` eo 10 10 1 y cmm 5 7 8 
Globe Tel. and T. Ord. ae .. 10 10 18А .— 58 1 
do. do. Pref. ee ee 6 6 103 — 5 11 7 
Great Northern Tel. .. о оо iC HM 98$ + } вто 
Indo-European .. es ae e. 10 10 87 == 619 0 
Marconi .. ee ee 95 16 2) = 71:2 
Oriental Telephone Ord. .. .. 19 B a — * 00 
United R. Plate Tel. .. ee ee 8 8 64 = Ys *518 6 
West India and Panama |. „ ND Nl b- — ни 
Western Telegraph ee ee oe 10 10 184 TS *6 1 
Номв Rans. 
Central London Ord. Assented .. 4 4 64 — 650 
Metropolitan T we oe 1 1 414 +2 Б 8 5 
о. КР Distrios i ss x Nil ue Ts 2 1200 
Unde ectric gran ss. + 
7 а do. ary ee Nil Ni A +16 Nil 
‚ da. ud do. tase е ee 4 3 +5 *b 4 " 
| ds Forgion Trams, &c, ' * 
ABD. Trams, First Pref. ee 1 Tc 111 
T do, 4nd t. - NÀ Ф . fü +k 71 9 
do. до, брег cent. рез 6 6 14 +4 614 8 
тазі] Tractions ‘Na NH a — ^ Nil 
tish Columbia Elec. Rly. "Ptee... $ 6 4 +2 110 5 
do. do, Preferred .. Б 98/- 58 — *7 18 0 
do. do. Deb. s% t 70 +8) 616 
‘Mexico Trams. 5 per cent. Bonds .. N N 68 ~ МЕ 
do. do. 6 per cent. eo Nil - Nil 97 — Nil 
Mexican Light Common is e Ni Nil 1 “= Nil 
do. _ ee ГЕЈ Nil Ni 84 —2 Nil 
do. { ist Bonds ee eo Nil f 5 +2 1 19 в 
| . MANUFACTURING COMPANIES. 
Babcook & Wiloox  .. Ж ee 16 i? 8 *à 5 6 8 
British Aluminium Ord, ee ve 10 і — LL 
' British Insulated Ord, СҮ) өө 15 1 ха - 8 6 4 
Callenders : ee oe we 16. E 16 | — 9d 8 1t 6 
[T] 64 Pref. oe ee LE 06 6a 1 ar 6 7 4 
Orompton Ord. ee ee [EJ ee 10 10 15 p =. 18 6 8 
Bdison-8wan " 2а ce 10 — 8/6 — — 
do, do, брег cent. Deb. m 5 6 R2 — 814 
Blectric Construction .. e c 10 10 20/9 — 9 19 10 
English Electric $s ae өө 8 8 #9 — 1^ 8 4 
0. Pre t.o. ee ve 6 6 16/8xd == 7 7 8 2 
Gen. Elec. Pref... ec » 2 0.0 20/9 — 6 5 4 
Oo. Ord. oe oe өө өө 10 10 91/. — | 910 RA 
Henley... Va T oe 4 БШ 15 é — 8 0 0 
° do. 6 Pref. .. oo ve өө 43 dà 4 == 591 
India-Rubber... ee өө өө 10 — 4} . = . m4 
Met.- Vickers Pref, өө ee ee 8 8 945 + à З 6 910 
Biemens Ord. ee эе "e өө 10 10 95/- ето eR 0 0 
9 өө ee ee oe и 20 м ет» +5 0 0 


* Dividends paid free of Income Tax. 


ca MARKET QUOTATIONS. 


1т should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other сосонии 


Wednesday? april. 5th. ; 


pm 1 ine. or Da. 4 


“CHEMICALS, Ao. 


a Acid, Oxalio ..  .. cof ` > рег. . 8M. 


. ine. 
шошо Моа dat сш per ton 565 oo 
a Ammonia, е 258 аа 
a Bisulphide of Carbon ee ee : 4 А oo ee 
e Borax en ee ee oo [EJ p 3 „480 ' | . 
а Copper Sulphate КА we és И . £g £3 dec. 
а Potash, Chlorate  .. os oe» perlb. 5d. to 54d. bs 
^ Perchlora Ф é ` өө ГЕ] ` 73d. : ` ев ` 
а Shellac .. So. per ewt ly 158. 15- inc. 
A Sulphur, Bublimed Flowers is » rn Ня 
ump ee oe "ee ve ee 
: Sodu, Chlorate oe eo- ве per ib, f p5 ee 
а E » tels [E ee ee per ton ee 
a Sodium Bichromate, ceska  — .. per Ib. 634. "E 
METALS, Ао. ` g | 
b Aluminium, Ingots.. em .. porton |. £190 -. s 
b ái ME КЕ s» . per lb. . 179 to 3/6 T 
b 1/6 to 2j- A ee 
p Babbitt's Metal and Anti- friction Metal— | i 
Grade I .. š ee рег ton net £147 
Grade II ee de oe "n T] E £106 
Grade III . .. £63 as 
c Brass (rolled metal 2" to 1% basis) per "Ib. . 4d. dec. 
€ „ Tubes (solid drawn) гә » оон ie 
с » , B oe ee oe . . dec. 
c Copper Tubes (solid drawn)  .. n uth 8 Де 
с „ Bars (best selected) ‘es per ton £2 uec. 
e м heet .. TE ee ee м 498 Z2 dec. 
с ГА Rod ee ee oe oe » 483 £2 dec. | 
d » ( ee » £64 10s £5 dec, 
“ „ M Sheets .. „ £145 108, M 
go 2 Оа: pel. йн adu 
и м ые * r і . Vo d.d Й 
f Ebonite Rod оа У, ккк 
?9 ee ee ee . 
m German Bilver Wire oe T : a6 | US 
h Gutta-percha, fine ee oe ее pe 1 m | “+ 
h India-rabber, Para fine ee m 10jd. 44. dec. 
і Tron Pig (Cleveland Warrants) . per ton Nom, EC 
1 „n Wire, gu No, 8, Р.О. qual, " #27 7 
d Lead, h Pig eo oe ee | 493 | 6/- auc. 
g Merc pipes . per bos. £10158. ! $i 
ә Mica (in original cases) smal) .. per lb, Bd. to 8/- rM 
ол n ес" |шю M E | 
. А " e ee м ы - ‚+ 
» Phosphor plain castings.. — „ 1/4 не : 
p "n н drawn bars and rods " 1/84 xs 
Pp " » rolled strip & sheet й 1/33 T 
p T! Wire. ө oe ee Т. j 1/34 d. éec 
o Platinum pe ee eo per oz. £19 ius. /- део. 
d Suoium Bronze Wire —.. .. perlb. Wik |! gd. dec. 
r Steel et, in bars oe ‘ өө ». Ta | ` 
m Tin, Block (English) - .. .. per ton £14 ^ 5J- to i ine. 
| EE" Wire, Now 1^0 18. ee ‘eo per lb, f 84- 
G. Boor & Oo, | ' g James " 
b Lhe British Aluminium Co., Ltd. А Edward Tile ; 
с T'hos, Воцоп & bous 4 Bolling & Lowe, 
d Frederick Smith & Go, 1 Richard Johnson & Nephew, Lid, 
e F.W & Bons. m P. Ormiston & Sons 
ү India-Rubber Gers Pacha: and o Johnson, Matthey & Co., Ltd. 
Tel W Со, Ld, p C. Clifford & Bon, Гаа. 
-- P W. F. Dennis & Uo... 


* 


n 


The International Conference on H. P. ш Sys: 
tems.— With reference to the announcement on Mi of 
our issue of March 10th, that the full report of the ба з 
held last November would be published in April, the general 
secretary of the Union des Syndicats de l'Electricité informs 
us that the period during which orders from abroad may be 
placed at the reduced price of 60 fr. has been extended from 
April 1st to May 15th. Copies may be .ordered from the 
general secretary (25, Boulevard Malesherbes, Paris), stating 
whether they are to be in French or English. 


Service Notes. —Consequent on a Naval officer being put 
in charge of the Bermuda Wireless. Station, Lieutenant ' 

C. Bearcroft has been ordered to return home to jou 
the Chatham Division, Royal Marine Light Infantry. Recruit 
ing for the electrical departments of both services is rather 
dull at the moment. The contemplated reductions in estab- 
lishment have something to do with this. Lieutenant L. S. 
King, from the London Electrical Engineers, has been poste! 
to the Territorial Army Reserve of Officers. Не was co 
missioned during the late war. ° 


A German Electrical Conference.—During the German 
Trade Show, to be held at Munich from May to October, there 
will be held the 28th yearly conference of the Verband Deut. 
scher Techniker, fixed for May 28th to June ‘Ist, at which 
some 1,500 German technicians are expected to be present. 
Among: the addresses given will be ‘‘ Long Distance Transnus 
sion," " Employment of Electrical Energy for Chemical Pur- 


9p 4 


poses, Electricity in Gases," and '' Electrification of Mam 
usd The conference will be followed by an “ electric 
week.’ 
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TRY ANOTHER WAY. | 


By “AN EX-MUNICIPAL CLERK.” 


It seems that some of the Local Authorities’ new houses 
are being wired on the free-wiring system. 
owner of the house and the owner of the wiring will, 
these cases, be the same person (or thing, or ү: 
a Local Authority is), I suppose this means that a pro- 
portion of the rent will be allocated to the wiring 
accounts, and this should not present much difficulty 
етеп to the municipal mind. 

Incidentally ~‘‘ free’’ wiring seems about as appro- 
priate a descriptive term as could be found. I have a 
free house on the same system from which my landlord 
can evict me any time I fail to produce the instalments 
of liberty. 

The matter will not be so simple if any of the Local 
Authorities contemplate wiring any other parties’ 
houses with the ebject of recouping themselves by a 
separate rental for the use of the wiring. In case the 
project is being considered—lI can't хау certainly that 
it is—by any Local Authority, let it first consider the 
position of those who already have such systems at work, 
and have a care and be verv careful. 

The free-wiring systems at present in existence are, 
їп most cases, white elephants round the necks of their 
respective undertakings (or let us say ‘‘ millstones on 
their hands ’’—we like to help mix the metaphors.— 
Eds.). 

Some twenty years ago, when municipal engineers 
were being goaded into fierce efforts to meet gas com- 
petition, a brilliant genius conceived the idea of wiring 
houses entirely gratis and free of charge to the owners— 
and getting the money back by charging the consumers 
a rental per point per annum, these charges being so 
worked out that in the course of about thirty years or 
so the capital expended would be recovered. The under- 
taking could then start making a profit. 

One or two unexpected factors delaved this consuin- 
mation somewhat, such as, for instance, houses remain- 
ing empty for long periods (this has not been quite so 
noticeable of late), installations, although carried out 
in the best casing and capping, requiring to be renewed 
after a period of service of, say, twelve or fifteen years, 
and generally troubles resulting from an imbroglio with 
foreign powers necessitating armed intervention Dy the 
Crown forces for some years. 

These annoyances were, however, rifles compared 
with the business of persuading consumers into paying 
the necessary rent (where the wiring had been done 
previously to their arrival), and although none but the 
very stiff-necked or Oriento-Scottish stuck to their guns, 
undoubtedly the majority were left with a sore feeling 
that there was a catch in it somewhere. 

The procedure when anyone required a supply at a 
free-wired house was approximately this:—The intend- 
ing consumer wrote to the electricity offices asking for 
a supply, and, according as his letter was aggressive, 
polite. or timid, he would be answered— 

By a request for an interview. 

By a typical official letter, such as ‘‘I have your re- 
quest for application form for supply and would point 
out that this should be on the official application form 
which is enclosed."' : 

. The timid ones were told to come to the office. 

The consumers’ representative (a man of iron nerve 
with a heart of stone—a sort of human reinforced con- 
erete) always undertook the job of explaining the free- 
wiring scheme to the first and usuallv the most danger- 
ous class of applicant, the others being left to smaller 
fry. He was called ‘‘ consumers’ representative," be- 
cause officially his job was to look ‘after the interests of 
the consumers—and Heaven help him if he did. 

The most powerful weapon in his hands was, of course. 
the fact that people who have once tasted the jovs of 
getting light by moving a brass knob сар rarely bring 
themselves to тош to the tyranny of the little wooden 


Ав - | 


Lox. Those whoin he failed to reduce to what he called 
a reasonable frame of mind (very few), ?.e., who abso- 
lutely refused to pay at all, went without a supply alto- 
gether. Others who considered the whole business a 
swindle, and said so, were usually mollified by the farce 
of labelling a number of points '' Not in use," and 
charging rent only on the remainder, an ingeniously 
dignified method of bargaining. 

І have often wondered what souid. have been the 
position if any coarse-fibred person had insisted on his 
legal right to a supply, at the same time refusing rent 
for the installation, and I hope some е Hampden 
will do it to satisfy my curiosity. 

A point that was alw: ays wonderfully clear to the con- 
sumer was that while his rent included all fittings and 
lamps, the lamps he was entitled to were carbon-fila- 
ment lamps—this because the wiring was done and the 
agreements were made out in the days of the old carbon 
lamp, which some of your readers may remember—and 
if they wanted lamps to see by, they had to pay the 
difference. 

Tenants were not usually so difficult to deal with as 
people who bought houses (we tenants are a spineless 
race), owing probably to their ingrained habit of pay- 
ing moneys periodically for which they received no 
tangible benefit. 

House-owners who occupied their own houses were 
much worse, and had never bv any chance been told, 
before they bought, that the electrical installation was 
someone else's propertv—so they said; and the Coun- 
cil’s nameplates had a habit of turning their faces to 
the wall when house-buyers were about. This wasn’t 
the Council’s fault, of course, but most of them thought 
it was, and consequently there was a large proportion 
of points '' Not in use " among this class. 
` The record case of obstinacy that occurred in this 
connection was as follows:—A strong- minded person of 
the type ‘‘ that has never been done vet "" informed the 
local Council—an assemblage , of the low-moralled—in 
the course of an acrimonious correspondence on the sub- 
ject of wiring rent, that the electrical fitments were 
always considered part of the fabric—a natural fungus 
that grew in houses, I suppose he thought. | He refused 
absolutelv to have. the installation in his house, and 
vave the Council two days to get it out. At the end of 
two days, the Council having acted with its, usual expe- 
dition, he threw it out himself, in the road, and had 
the house wired at his own expense.. He became a 

“© private-wired ° consumer and the only known case of 
a consumer getting tbe better ор ап electrical under- 
taking. 

There is a sequel, however. 

The imbroglio previously referred to occurred shortly 
afterwards, and the strone-minded опе intervened 
(armed) and left his house empty and placarded. ‘‘ To 
be Sold "' by a house agent. While it was awaiting the 
arrival of a new owner the Council's nameplate was 
fixed to his installation, and by this simple process it 
атаіп became а ''free-wired " house. | . 

This incident actually occurred within 8,000 miles 
of where you read this, unless vou are on a very high 
mountain in New Zealand. I hope this clue won't give 
it away. ; 

The consumer—the пап who keeps us all, when vou 
think it out—has, of course, got to pay for his installa- 
tion somehow, but there must be some more tactful wav 
of making him do it than the free-wiring system; it 
13 far too direct. ZEE 

Mules, I have found, will nile allow themselves to be 
saddled with a big load if thev don't see it. Why should 
the consumer not only be allowed to see it, but have his 
nose rubbed into it as well? | 

For the purpose of the analogy I find I have called 
the consumer à mule, .He is not, of course, 


496 


THE ELECTRICAL REVIEW, — [Vol 90. No. 2,315, APRIL T. 1922. 


ELECTRO-FARMING. 


Ву R. BORLASE MATTHEWS, M.LE.E. 


[Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS. ] 


IN England and Wales alone there are 418,000 farms and 
sinall holdings, of which nearly 10 per cent. huve each an 
area of over 150 acres. About 34 per cent. of the total number 
are of over 300 acres each. Hence, if use were made of elec- 
tricity to any considerable extent in farming operations there 
would be an enormous demand both for apparatus and for 
energy. 

For some time past the author has been making careful ex- 
perimental investigation into the practical possibilities of the 
use of electricity in agriculture, and in this paper he gives the 
outcome of the results of his practical experience. | 

The experimental work has been carried out on the lines 
of actual working farming with strict regard to profit 
and loss. Nearly al the author's experiments have 
"been carried out on his own farm of 600 acres аё 
Greater Feleourt, East Grinstead. At the same time he has 
been making a careful study of Continental methods of attack- 
ing the same problem. 

The conclusion arrived at by the author is that for the most 
successful operation of farms the use of electricity will. be 
essential from the points of view both of cutting down the 
total cost of power and labour and of obtaining an increased 
output, and the author maintains that an increased efficiency, 
including the circumvention of adverse weather conditions, is 
easily obtained by electrical methods. Incidentally, the 
application of electricity to agriculture will do much eventu- 
allv to raise the status of the labourer. 

For farmers of under 150 acres careful thought must be given 
to ensure that an adequate return is obtained for the capital 
expended. as the number of hours of use of each machine is 
limited. For larger farms. as the hours of use are longer, it 
is not so easy to make a inistake with regard to the equipment. 

A table, compiled by the author, indicates the very wide 
scepe which exists for electricity on a modern farm. All the 
particulars are collated from actual practice on present-day 
farms, but naturally all the methods are not to be found on, 
and further, are not suitable for, any one farm. Incidentally 
this table will be found of considerable assistance when con- 
sidering the possibilities of the applications of electricity on 
anv particular farm. 

In general, most of the problems associated with electrical 
drives inside the farm buildings are now solved—except that, 
as in other industries, many radical changes will have to take 
place in the design of the actual machines. Incidentally, as 
so many farm buildings are ill-adapted for the mounting of 
.counter-shafts and the like, there will obviously be an in- 
creased demand for self-contained machinery. Further, 
owing to the lack of skill on the part of the farm labourer, 
the biggest demand will always be for that type of machinery 
which is practically self-contained and fool-proof. However, 
for the next few years, while farmers are conservatively ‘‘try- 
ing out" electricity, the portable motor will serve most require- 
ments. 

On the land much slower progress has been made in apply- 
ing electrical methods. Onlv a few days! work each year is 
required in any one field, and even this short time is occupied 
with diverse operations. Electrical methods of performing 
these operations have now passed the experimental stage and 
are about to be introduced commercially on the sound basis 
that it will pav the farmer to adopt them. 

Although. even under the best conditions. the load factor 
of an individual arable field is low, the completely electrically 
equipped farm has a load factor which is quite satisfactory 
fram the central station noint of view, especially when any 
farın із considered in conjunction with neighbouring farms. 

A great deal of work that ought to be substituted by electric 
power is being done by manual labour on farms to-day. How- 
ever. even progressive farmers are not usually aware that elec- 
tricity can assist them until an electrical engineer studies the 
situation and shows them the possibilities. A difficulty arises 
here in that hut few engineers have sufficient knowledge of 
the intimate details of farming methods to develop electrica! 
methods without considerable study. and sometimes a good 
deal of investigation, before snecess is attained. 

The general problem might be simplified if the farmer were 
looked looked at in another light. He is really a manufacturer 
who. commencing with certain raw materials, nuts them into 
a more refined condition—with possibly a second process if he 
converts his refined materials into the form of animal flesh. 
Tn the course of this nrocedure all by-products are—or should 
be—fullv utilised. Viewed in this way, it does not take an 
engineer long to realise. that the lines unon which farms are 
normally worked are based unon an abundance of chean 

Jabour and a disregard for time. On the other hand, the 


engineer will soon find that there are really serious difficulties | 


jn modernising a business in which the load factor of each 
machine. or possible machine, is so low. 
Continental experience shows that the annual consumption 


of the whole farm and averages 10 kWh per acre. 


of electricity in farm buildings alone is proportional to the size 
The con- 
sumption in the farm-house would average 1 kWh per 33-watt 
lamp per annum, or an average of 210 kWh. To this must be 
added 800 kWh, for heating, cooking and domestic power. If 
the farm were very modern there would be in addition a con- 
sumption of 33 kWh per acre of arable land for ploughing, 
plus one-third of this for cultivation, electro-culture, electric 
silage, harvesting, &c., or a total of 44 kWh per acre. 

As the outcome of experience, practice in electric power 
distribution for agricultural purposes is settling down to a 
simple standard. While the main distribution may be at any 
pressure over 50,000 volts, in Europe а sub-distribution of 
10,000 volts, three-phase, 50 periods, is becoming standard. 
In America this sub-distribution is at either 18,200 ог 6.600 
volts, three-phase, 60 periods. The Continental standard final 
pressure for farm supply is 380 volts for three-phase motors, 
and for lighting 220 volts single-phase (obtained between any 
phase and a neutral conductor). The electric distribution 
lines in such a case consist of four wires. the fourth or neutral 
wire also acting as a guard. At road crossings tall iron-lattice 
standards are employed. of such a height that if a wire gives 
wav at either support it will not come into contact with 
ordinary traffic. In addition, each wire as it leaves a standard 
to cross the road is strengthened by one or two stavs attached 
to insulators. This would seem to be a much simpler and 
more effective method than the use of cradles. 

The number and size of transformers are reduced to a mini- 
mum. For farm work a useful minimum size is a 50-kVA 
transformer. From this transformer supply distribution lines 
can be conveniently run in anv direction for a distance not 
exceeding 9,500 vards (say. 2 km). In Denmark overhead 
lines of 25 mm? (0.039 sq. in.) are usually employed for farm 
supply: where the load is 50 kVA, or more. a section of 
35 mm? (0.054 sq. in.) is employed. To allow for the pressure- 
drop. the motors which are installed at the ends of the lines 
are wound for a voltage from 10 to 15 per cent. lower than 
normal. It is rarelv that the bigger motors are operated in 
the evening, when the lights are mainly in use. 

Unquestionably the best and cheapest method bv which the 
farmer can obtain power is from a public distribution net- 
work, but where this does not exist he must install a properly- 
designed indenendent plant—for electricity is now indispen- 
sable on the farm. 

The author has devised an arrangement whereby the 
farmer's oil tractor can be made to give effective service until 
a permanent plant is available. А special reinforced concrete 
runway, having strong side guiding kerbs always aligns the 
tractor in the same position facing the dynamo, which is 
driven by belt from the tractor pulley. Belt-tightener rails, 
provided with an adjusting screw operated by a crank handle. 
enable the belt to be very quickly adjusted as the tractor 18 
taken away or brought in. 

Power rates, based on the horse-power of the motors con- 
nected, discourage a farmer from installing a number of 
motors—in fact. in America, in certain districts where such 
rates exist. farmers are installing oil engines to reduce the 
number of their electric motors. After all it is the maximum 
demand that affects a public supply, and maximum-demand 
meters. with a suitable time-lag. are reasonably cheap. With 


‘the aid of suitable technical advice it can be demonstrated to 


farmers that they can obtain better terms on a self-restricted 
maximum demand. Agricultural-implement manufacturers 
are already catering for this requirement by providing such 
machines as threshers, in such a form that the work is carried 
out in two separate stages. In one machine the corn 1% 
threshed and cleaned sufficiently for the farmer’s own needs. 
In the second machine that portion of the corn from the 
thresher that is intended for the market is finally dressed. 
cleaned and sorted. Either of these machines can be driven 
bv a 5-h.p. electric motor. as compared with the 124-h.p. motor 
required for a standard full-size thresher. The saving m 
wages for extra men more than compensates for the extr 
time taken. In this manner. and by the aid of self-restricted 
circuits, an average farm will offer a very satisfactory load 
factor for the central station. 
Electrically-operated farm machinery—hoth the mechanical 


and electrical portions—should rarely need overhaul. This. in 


fact, is one reason why machinery is not employed to a greater 
extent on some farms. A trouble that is often encountered 
with farm electric motors is damage by moisture, due either 
to rain or to condensation. Ball-hearing electric motors are te 
be vreferred for farm use. if provided with good felt packings. 
as frequent lubrication is eliminated. Undoubtedly the most 
practical motor for farm use is the three-nhase squirrel-caze 
tvpe. For farms of over 300 acres the author favours three- 
nhase power installations on this account. coupled with the 
fact that as soon as a public power supply is available the 
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farmer who already has a private installation will not have 
to change his motors. 

At first thought the load factor of a farm does not appear to 
be very attractive. However, if electricity is available, ex- 
perience shows that it will soon be employed for a variety of 
other purposes, if only the attention of the farmer is drawn 
to its possibilities. A very important use, where water is not 
already laid on, is for driving the water pump for general 
farm purposes and also for domestic use. Still another service 
which may be reckoned among the essentials 1s the driving of 
a liquid-manure pump. If a dairy herd of more ап 10 cows 
is kept, it is advisable to employ a motor-driven cream sepa- 
rator and also a milking machine. For driving the milking 
machines from 2 to 3 h.p. is required. Milking machines 
have proved a very valuable asset to the farmer and, where 
тап under the direct supervision of the farmer or his son, ure 
highly successful; and any complaints that arise as to the in- 
effective operation of these machines will nearly always be 
found to be due to the fact that they are in the charge of cow- 
men who do not take anv interest in their operation. Over 
9.000 farms in New Zealand employ milking machines. The 
milking load comes on very eurly in the morning and again 
in the afternoon. The preparation of food for the live stock 
is usually carried out in the morning. If a threshing machine 
and also a bay and straw transporter and elevator are udded 
to the above equipment there will be a fairly heavy load for 
12 hours each day during the winter. In addition electric 
lighting will be needed in the early morning hours and again 
at night. At the hay- and corn-harvest periods the driving of 
the barn machinery would be replaced by the operation of an 
electric fan for curing the hay and sheaves of corn, also for 
elevating hay and silage crops; in addition a chaffing machine 
would have to be driven for cutting silage. If a number of 
sheep were kept an electric shearing machine should be em- 
ploved: in fact, once electric power is available, its use will 
extend in many directions. Among the uses on the land that 
should be seriously considered nowadays are electric ploughing 
and cultivation. electro-culture of growing crops, and electric 
treatment of silage. On a small farm of under 150 acres the 
barn machinery reqnired can usually he driven by а 1-h.p. 
motor. On a farm of 150 to 300 acres а 5-h.p. electric motor is 
most suitable. Оп farms of over 300 acres at least 15-h.p. 
motors are required. A very good estimate can be formed of 
the power necessary to drive а machine by substituting a 1 
to 2-h.p. motor for a man or two men, or replacing a horse or 
two horses by one d-h.p. motor. 

A table prepared by the author shows that for ind'vidual 
drives the size of motor required on farms varies from 1/30 to 
150 b.p. Ап air-pressure system of supplying water is the 
a efficacious, the size of motor required being from 1 to 

‚р. 

With a view to the elimination of counter-shaft drives and 
also to enable each piece of barn machinery to be placed in 
the positinn where it is most convenient for it to do its work, 
portable electric motors are having a considerable vogue. Their 
nse certainly reduces the number of motors necessary on a 
farm and also the capital invested. However. it is a moot 
point whether in the course of the vear's use the value of the 
time lost in adjusting and ' fixing them would not pay the 
interest and depreciation on a direct-connected motor. Con- 
siderable difficulty is often experienced. with the installation 

of a suitable counter-shaft drive, and portable motors have 
one great point in their favour, i.e., they enable new drives 
to he tried and experimented upon in cases of doubt. For 
work outside the farm buildings thev are often invaluable. 
and are a most useful addition even when the main drives are 
fixed. The motors should preferably be of the drin-proof type. 
a more economical form than the totally enclosed tvpe, and vet 
possessing a. good deal of nrotection. Tf the motor is of the ordi- 
nary open {уре it should he nrovided with a dnst-protecting 
cover. Continental practice favours very substantial. three- 
mint &uspension horse-drawn enclosed vans for motors of 
15 to 40 h.n. For smaller motors the anthor advocates a 
wooden platform. suitable for use with a transnorter, as em- 
noved under modern factory conditions, so that the lifting 
truck ean be pushed underneath it when it is required to 
move the motor to another place. 


(To be concluded.) 


- DISCUSSION IN LONDON. 


Mr. ТЛ. B. ATKINSON said that the two main disadvantages 
from the point of view of the application of electricity to 
agriculture were the very small financial return per acre to 
the farmer, and the very small amount of time in any given 
vear that any machinery could work. Taking the period of 
seven vearg before 1914. and working in the ordinary way, it 
had been shown that the return per acre was about £5 15s., 
and taking a 150 acre farm the average return from produce 
would be from £750 to £1.000. From the figures given in 
evidence before the Agricultural Commission in 1919 the total 
cost per acre was £4 19s. 3d.. leaving a margin of about 158. 
per acre, so that a man farming 150 acres would have a net 
retnrn from his produce of £119 per annum, and that was 
such an amount that the farmer would look verv carefully 
into апу scheme for the use of electricity to see where he was 
going to benefit, and it certainly did not leave him in a posi- 
tion to spend large capital sums in the use of electricity. The 


author had said that the maximum load. leaving out the 
larger works, on a 150-асге farm, would be 3-kW of maximum 
demand for 1,500 hours a year for farm buildings, which was 
about 14 hours use of the maximum load per day, or 44 kW- 
hours per day. Then came the cost at which this would be 
supplied or at which it would be used, and we must not for- 
get that for these smaller powers there was a serious com- 
petitor in the small petrol or paraffin engines which were very 
largelv used, not only in this country. but all over the world. 
An electricitv supply company might look to a revenue of £16 
per annum from such a farm, if the supplv was given at 9.6d. 
ner unit, which it would have to be in order to compete. Thus 
the supply company could not afford a capital exnenditure of 
more than £73 in order to give a supply to a 150-acre farm. 
Tf the supply was given at 4d. ner nnit—a figure mentioned in 
the paper, and one which he thought many farmers would be 
pleased to pav—the supply company could afford а canital ex- 
penditure of £150, and the revenue would then he between 
£30 and £40 instead of £16. Greater savings would be made 
by increased production. and that was why he would like to 
stress the question of electro-cultnre. The reports of the 
Committee appointed by the Board of Agriculture, mentioned 
in the parer, showed an increase of about 30 per cent. bv 
electro-culture m the case of spring-sown corn crops, both of 
the grain and the straw: and going hack to the 150-acre farm, 
an increase of 30 ner cent. would add something like £1 16s. 
to the 15s. which was the present net return. 

Mr. BERNARD JENKIN said he wished to speak more from the 
farmer’s point of view, although he had only had seven years’ 
experience of farming a 300-acre farm. He had made certain 
calculations of the amount of haulage done bv horses on his 
farm, and had arrived at a figure of 4.000 miles loaded and 
1.000 miles empty. and it was interesting to inquire how far 
electricity conld be used for replacing that horse haulage. 
Tt seemed to him that electricity was unsuited to a very large 
extent. He did not think that electricity could compete with 
the tractor for ploughing, because the load was entirely a 
haulage load, including hauling on the road. which electricity 
could not do. Electric lighting in farm buildines was ex- 
tremely desirable, and it was eminently suitabe for driving 
small machines, but the small oi] engine would do it every bit 
as well. In many respecta electricity was eminently unsuited 
heeause the power could not be got where it was wanted. and 
thev could not have cables Тутар about the fields. Much the 
same remarks were to be made as regarded sewage pumning. 
Тп the electrification of crons the difficulty would be with re- 

gard to the supports for carrving the wires, and he could not 

I fooling that there was a far bigger margin for increased 
profit in the difference between good and bad farming by 
ordinary methods than was available by the use of electricity, 

Mr. К. Ayton, managing director of Messrs. Ransomes. 
Sims & Jefferies. Ltd.. of Tpswich. said he was alad to be by 
the side of his old chief (Mr. Jenkin) asain. who had taken 
up agriculture. whilst he (Mr. Avton) war interested in the 
manufacture of agricultura! implements. He disagreed with 
some of the author's remarks as to the lack of skill shown in 
the design of ploughs, and assured him that a considerable 
amount of care and consideration was given to this matter. 
The conditions in this country at the present time were that 


"there was no demand for electric ploughing, and there was 


no inducement for manufacturers to make such plant. Asg 
soon as there was a demand the plant would instantly be 
forthcoming. 

Mr. J. Е. Newnan said he was specially interested in electro- 
culture. He had worked а 600 acre farm for the past 14 vears. 
and used three tractors and six horses. and he calculated that 
the work done would necessitate 30,000 units per annum or 
60 nnits per acre per annum. Tt seemed to him that the com- 
petition of petrol must always be a formidable factor in farm- 
ing. and Mr. Ferranti. in an address to the Institutien some 
years ago, said something to the same effect, that the con- 
venience and portability of the petrol engine would make it 
a strong rival of the electric motor. Mr. Newman referred to 
Prof. Temstrom’s experiments in the use of high-pressure 
electricity for stimulating growing crops. Jemstrom first 
started with wires 10 in. off the ground, and he raised 
them as the crops spw. The poles were 13 ft. anart, but it 
was found essential to have fewer poles end wires high up out 
of the wav of farming operations. At Evesham the sneaker 
had experimented with poles at varving distances apart апа 
the final experiments were with poles 110 vde one way ond 
168 vds. the other, which was one for every four acres, but 
that was fonnd to be too far apart for the sefetv of the net- 
work. In 1906 he secnred the co-operation of Sir Oliver Todge 
and the late Mr. R. Bomford, and а series of experi- 
ments was started in 1906: these had heen carried on until 
the present time. Electricity was said to he a stimulant to 
the crops, but a stimulant should not be taken too often nor 
too regularly, and it occurred to him as possible that in some of 
the experiments the cron had been over-stimulated. In one 
exneriment of his a very much stronger current was given, 
and during the first three weeks of the crop a distinct advan- 
tage was to he ohserved, hut after that it died away, and at 
the harvest the electrified crop vielded about the same as the 
unelectrified cron. Не thought that more time should be 
given to the small-scale experiments—pot-culture work—which 
was more completely under control. 

The discussion was then adjourned until April 6th. 
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7^ . THE DAYSOHMS “UTILITY” ARC WELDER... 


A New Field for Electric Welding. 


ALTHOUGH we have. already dieseribad the Daysohms low- 


pressure а.с. arc welder (ELECTRICAL Review,.May 13th,;1921, - 


p. 631), we think it will-be of interest to our readers to give a 
description of the latest pattern of this machine, which. has 
been designed to supply. a very large, but. hitherto much 
neglected market; this market is found among the medium, 
sized and small iron-working shops, down to the motor-car 
repairing shop employing only two or three men, and using, 
say, not more than six or seven kilowatts for light and power. 

Most published accounts of work done by electric are weld- 
ing have usually described large and impressive undertakings, 
such as, ship’s bulkheads, constructional ironwork for large 
buildings, &c., with the result that the small man is not 
aware of the vast amount of profitable 
work that lies to his hand, and, possibly 
owing to the consequent lack of demand, 
his wants in the matter of a simple out- 
fit which may be installed upon.such a 
small ciréuit as is indicated above have 
not been adequately catered for. | 

The Daysohms Utility welder is de- 
signed to work on the ordinary a.c. — 
supply circuits, and takes a maximum of 
5 kVA from the mains; it can, therefore, 
be installed on anv lighting circuit. ` Its 
currént range on the secondary circuit js 
from 20 to 80 amperes at an open-circuit 
pressure of 55 volts, which is sufficient 
for any normal make of electrode on the | 
market when this machine is used, and 
it can handle work from 19-gauge sheet- - 
iron to X in. thick, though larger work 
can be done, as will be described later. 

The outfit consists of a step-down 
transformer of 5 kVA capacity and a ` 
Daysohms automatic choker, the essen- — 
tial features of which are that a much ` 
lower choke is in. circuit when the arc is 
struck than when it is running; also the — 
amount of choke in circuit when strik- : 


Ев. 1.—DavsoHMs '' UTILITY ”’ 
Arc WELDER. | 


enables a better adjustment of the welding current to be 
made, and the scale enables the operator to return to any 
known position. 

The standard machine is. designed to work at an open-circuit 
pressure of 55 volts and a current range of 50 to 150 amperes. 

The dashpot, in а the machines, has now been modified by 
giving it a conical bore, thus lessening its action as the current 
is reduced; this again greatly improves the machine for weld- 
ing thin material. 

In the case of the 19-gauge sheet. it is very noticeable that 
there is no buckling, as there would be with gas welding; the 
current taken for this is 30 amperes at 55. volts, equal to 
1.65 kVA, and this means an actual consumption of. appre- 


Fic. 2.—MECHANISM OF WELDER. 


ciably less than 1 kW, a result which, we believe, has not 


ing the arc may be adjusted, quite irrespective of the amount 
in circuit with the arc, when welding; both these adjustments 
being contihnous and not m steps. ' ~ | 
This is of othe highest importance when welding thin 
material, Such as No. 19-gauge steel plate. ' If a fixed choke is 
used to regulate the current, owing to the rapidly falling volt- 
ampere characteristic produced by it across the are space, it 
is practically impossible’ to get an arc on striking with so 
little as 55 volts дһ open circuit. If the open-circuit pressure 


been hitherto achieved. i 

This utility welder is particularly suitable for anyone who 
is starting arc welding in his works. Should the practice of 
welding grow, as is probable, and a second machine be in- 
stalled, the two machines can always be coupled-in parallel af 
more current, up to 160 amperes, is required for any special 
seu or, of course, the larger. '' Standard ’’ machines may be 
installed. 
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BY ARC WELDING. 
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is raised to the usual amount for a.c.. welding, viz., 100 to 
10 volts, the sudden rush of current on striking, in the case 
of thin material, pierces a hole through the work, whereupon, 
however small the hole, the electrode, having an edge to work 
on, starts cutting, i.e., a slot is cut instead of a seam being 
welded. C ai Mr : 

The general construction of the machine is the same as 
we have already described, with the difference that all the 
Daysohms automatic chokes are now fitted with. an arm 
moving over а scale, and provided with a hand-screw for 


locking i$ jn position (see figs, 1 and 9).. This arrangement 


Several automatic chokes can be supplied from one step- 
down transformer of a suitable size, thus. saving cost, espec- 
ally when they are not all likely to be working at the same 
time at full load, and the capacity of the transformer can be. 
less than the sum of the welding circuits. ар 

‚ As Messrs. Davies and Soames, managing engineers to Day: 
sohms, Ltd., have pointed out to us, such a welder installed 
in a small but growing iron-working shop would probably pay 
for itself very soon by enabling much of ће odd gear and fit- 
ments required about the shop.to be expeditiously and cheaply 
made on the spot, In substantiation of this we give a few. 


! 


! 
| 
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examples of such jobs, with their cost in labour and materials, 
executed by the Foster Engineering Оо:, Ltd.; of Wimbledon, 
for their own use, in their own factory. AME E EL | 

Fig. 3 shows.a machine: for corrugating up to 6 ft. No. 18 
gauge steel sheets for welded transformer cases; with the ex- 
ception of the bearings, which are standard plummer blocks, 
bolted on to the framework; the -whole machine is welded 
up of strip and angle iron, the:gear wheels being taken from 
a disman£led:crab. The labour and. materials on this maehine 
came to £36, whereas to buy.such. à machine would have cost, 
at the time it was made, about £300, the saving on this one 
job being sufficient to pay for-the welder more than twice over. 

Fig. 4:shows a pipe bender used. for bending the oil circulat- 
ing. pipes. of transformers, ‘with: which many hundreds of feet 
of pipe have been bent; this machine is almost entirely made 
up of scrap. A tube is clamped between the jaws on the left 
and passes out between two cast-iron rollers having semi- 
circular grooved edges, the. long handle being іп. a horizontal 
position; &.rope- fixed to the.end of the handle passes ence 
round fast and. loose pulleys.on the shafting, and when bend- 
ing the operator pushes.:the rope on to' the fast pulley and 
then puts sufficient pull оп the rope to enable the shafting -to 
draw the handle steadily. into a. vertical position, when the 
right angle bend is made perfectly smoothly. The cost of this 
machine in labour and materials came to £2 15s. 
. Another job done at Messrs. l'oster's, but not illustrated, was 
a.sheet holder for a 6-ft. metal shears. The price of thie, 
tendered by the .makers of.the shears, was £90. The cost.of 
making and welding it-on the: spot came to £15. Адам; .и 
trolley used :for carrying loads up to 6} tons, running on a 


` narrow-gauge workshop track, was welded up from stock plate, 


strip, and scrap. Тһе total cost of this was: labour, £4; 
material, £5; total, £9. 


', Fra. 6.—PO6LLEY ENLARGED BY WELDING. 


- Fig. 5 shows a fly press which has been strengthened, and 
the whole stand (from which the bolts have been removed) 
Ph up and stiffened with angle-iron diagonals to take the 
‘torque. ; 
.. Fig. 6 is an illustration of a pulley which has been increased 
in diameter from 12 in. to 17 in., of which there are a num- 
ber of:examples in Messrs. Foster's works. Тһе. сох of this 
job was: labour, 1s. 10d. ; material, 2s. 10d.; total, 4s. 8d. for 
‘labour and material. | 
-The east-iron 12-in. pulley was the standard one on a power 

kisaw, but гап е machine too fast; it was built up to 
17 in. as:fallows: a disk of 3/16-in. steel was roughly cut 
-and w.central hole bored large enough to take the hub 
‚о the pulley; this was clamped on the pulley by two hooks 
round the spokes, with nuts on the other side. Four angle 
pieces were welded on the face of the disk, pressing on the 
rim of the pulley to ensure centralisation. The edge of the 
‘disk was then.turned up by mounting the pulley on a mandrel. 

Round the outer edge of the disk was welded a strip of 
:3/16-in. steel, previously rolled round in rollers and welded 
Up; round the centre of this outer face was welded a 1 in. x 
3 in. strip of steel, to give a ‘‘ crown ” effect and’ prevent the 
belt running off. | 

Fig. 8 shows the 6-ft. 6-in. iron door. of a transformer house 
welded in position.. The frame consists of angle iron welded 
up and fitted inside with angle plates fitting round the end of 
ithe bricks. Fig. 7 gives a close-up view of one of the hinges. 

In all the illustrations the welds have been chalked to throw 
‘them up; in practice they are quite unobtrusive. 

It will be seen from what we have said that the “ Utility ” 
‘Welder opens up а new and wide field of operations. It may 

compared with a soldering bit, in that it enables sheet 
metal, angle-iron, &c., to be built up into every conceivable 
eombinatioh—but with the difference that for the weakness 
of solder is substituted the strength of iron or steel. There is 
Immense scope for such work, not only in general jobbing 
Workshops, garages, &c., but also in the repair shops of rail- 
Ways, tramways, and motor omnibus undertakings, in con- 
‘tractors’. vards, &c., and in the manufacture in quantity of a 
-Variety of hollow-ware and other ironmongery. AK ER 
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MANUFACTURERS’. ASSOCIATION . (INC). 


Fa Тив CouNcir's Report. 

THE report of the Council for thé year 1921, to which we made 
brief reference last week, mentions that neither the roll of 
membership hor the record of work exhibits any serious indi- 
cation of a diminution of energy, although the Association has 
just passed through a period whicn atlorded little encourage- 
ment to the co-operative idea and many. discouragements both 
in number and variety. 

It appears to. have been reserved for 1921—the third year 
after the termination of the greatest war known to history— to 
exhibit the real effect of war upon industry. As an associa- 
tion of manufacturers, they had seen, during 1921. that, world 
business was still to be done; but it was first necessary, that 
the relation of the world's money to the British sovereign 
This was not yet the case, and the 
operations of world cominerce were correspondingly hampered. 
As an association of manufacturers, living by their energies for 
which there had been so little outlet, and attempting to con- 
tribute to the stream of the national life by their export trade, 
their steadiness and patience under adverse conditions and the 
highest taxation of any country in the world. were sufficient 
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Fic. 8.—A WELDED Door. 


proof that they had the qualities necessary for taking the 
fullest advantage of the opportunities of restoring British 
prestige in the world's markets, which at no distant date must 
inevitably return. А significant indication of the state of 


‘world finance had been the sudden move during 1921 on the 
part of almost all countries towards revision of tariff. 


Other 
grounds for revision apart, countries must of course provide 
revenue for running themselves; and on the principle ‘of the 
less trade done, the more must be paid for doing it, almost all 
countries, and particularly our own Dominions, had- been 
active in this direction. With the assistance of its overseas 
committees, the Association had to pass under review durin 
the year the tariffs of New Zealand, Canada, India, Spain, fay. 
South Africa. In the case of New Zealand, they had been 
successful in securing the admission duty free, of British elec- 
trical apparatus; and in the case of India, a reduction of from 
113 per cent. to 24 per cent., ad valorem, of the duty on high- 
pressure switchboards, oil switches, motor starters, controllers, 
regulators, rheostats, and transformers. Representations, 
originating with: the Australian Committee, that ** value ” 
according to the current rate of exchange should be the value 
on which import duties were made chargeable, were accepted, 
and this was now the practice throughout all the Dominions, 
a matter of some importance having regard to the appreciated 
exchanges of two countries doing large business with the 
Dominions. An Imperial conference of Dominion Customs 
authorities which sat during the spring reconimended the 
general adoption of a standard form of declaration, but the 
Dominions had not vet found it practicable to adopt it. The 
Export Committee had agreed upon a standard full text of 
conditions for non-erection work. The report refers briefly to 
the new technical cable code, by the use of which the cost of 
cabling messages connected with tenders and contracts would 
be very greatly reduced, only single code words being required 
where with existing codes extended phrases would be neces- 
sary. The Council has recommended the various sections to 
give careful attention to the provisions of the Safeguarding of 
Industries Act with a view to taking advantage of them. 


The B.E.A.M.A. relations with the Board of Trade are such 
that any exporting member desirous of availing himself of 
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the facilities under the Overseas Trade (Credits and Insurance) 


Amendment Act, 1921, 18 sure of obtaining the best confidential, 


advice and assistance from the Association. The Association 
has such relations with the Trade Facilities Act Advisory Com- 
mittee as will enable it to keep in touch with opera- 
tions regarding guarantees of capital. The Local Authorities 
(Financial Provisions) Act confers on municipalities larger 
powers of borrowing and dealing with their finances, especially 
with regard to suspending their sinking Fund payments in 
respect of revenue-producing works. 

With regard to the Conference of Joint йй Councils, 
which is described as one of the most important of the in- 
dustrial organisations established in this country, the report 
suys that this sprang into life during the year under the aegis 
of Mr. L4. B. Atkinson, who happily seized the moment for its 
formation when the industry appeared to be most divided as 
to the representations which should be made to the Govern- 
ment on the subject of unemployment. The new organisation 
combines for common action, in addition to the B.E.A.M.A. 
and other associations the Joint Industrial Councils of the cable 
makers, the electricity supply industry, and the contractors. 
Thus `` the industry ” as a whole, t.e., including both employer 
and employed. can speak to government departments with a 
single voice. The Conference does not deal with questions of 
wages or other labour matters ordinarily dealt with by em- 
ployers' organisations and trade unions. 

It was considered desirable to revise the Association's scheme 
of scholarships and studentships (particulars of which were 
issued last year), due to the fact that the Department of 
Scientific and Industrial Research announced scholarships and 
grants-in-aid which covered practically the same ground as the 
Association's schenie. Candidates for such research scholar- 
ships were therefore put into touch with the Department, and 
the funds previously intended for research echolarships were, 
with the consent of the grantors, allocated to scholarships de- 
voted entirely to educational purposes. 

The question of admitting overseas students into the works 
of members, as trade conditions permit, was carefully investi- 
gated during the year, and a publication setting out the facili- 
ties existing in members' works and the educational possi- 
. bilities offered in this country is in course of preparation. А 
census made early in the year, of overseas students in members’ 
works, showed a total of ninety-two students from the follow- 
ing countries : Argentine, Australia, Burma, China. Chile, 
Egypt, India, Japan, Malay States, New Zealand, Norway, 
Russia, South Africa, Spain, Tasmania; the countries sending 
the greatest numbers being Australia, Egypt, India, and South 
Africa. 

The Electrical Research Association was last reported as an 
incorporated body, so that 1921 was its first complete year of 
work, during which it entirely cleared the ground and built 
foundations for the superstructure. At the end of the Asso- 
ciation’s financial year eleven sections divided into thirty-nine 
committees had been formed, retaining the services of one 
hundred and fifty experts in the various branches of research. 
Those assisting showed their appreciation of the importance of 
the work by regular attendances in spite of the pressure of 
other duties and the trying conditions under which ordinary 
business was carried on; and it is clear that the establishment 
of a central body able to secure the help and win the con- 
fidence of all interested parties, from the premier departments 
of State to the smallest manufacturing firm, is gradually win- 
ning its way to success. The Association’s own committee has 
been correspondingly reorganised and enlarged, so as directly 
to represent the interests of the sections of the Association. 

The interest of members in standardisation work has been 
very well maintained during the year. This is an encouraging 
sign. Nothing is better calculated to consolidate the position 
of the British electrical industry in foreign markets than the 
adoption by those markets of British standards. 

With the return to norma! conditions, a stricter interpreta- 
tion was given by the Home Office to the regulations as to the 
installation and use of electricity in mines. Upon the issue of 
H.M. Blectrical Inspector's Memorandum embodying his inter- 
pretation, several conferences took place between the Asso- 
ciation, the Inspector, and the Mining Engineers’ Associa- 
tion. As a result, certain general conclusions were reached, 
and published in the technical Press, as to safeguarding surface 
switchboards. Committees of the Association are now drafting 
specifications for underground machinery and apparatus, 
which may, in due time, result in new B.E.S.A. specifications 
for mining motors, switchgear, mining plugs for coal cutters, 
and other portable apparatus; but before that can happen, 
there will arise many important questions affecting both manu- 
facturer and mine manager, as, for example, with regard to 
guarantees that apparatus will be and remain safe when used 
in highly explosive atmospheres, as suggested in certain part: 
of the memorandum. These matters are now under considera- 
tion. 

The revision of the specification, Electrical Machinery, pub- 
lished in 1917 by the E.S.C. (now the B.E.S.A.) was taken in 
hand during the year, and was one of the subjects of discus- 
sion at the I.E.C. Paris meeting. Tt is proposed to divide the 
work into several sections covering, respectively, industrial 
motors and generators. large machines (including turbo-alter- 
nators), rotary converters, and transformers. Drafts of the 
specifieations were completed by the dvnamo and motor and 
rotary converter sections, which will form bases for discussion 
in B.E.S.A. panels; and the transformer section, by its Tech- 


nical Committee, is engaged on the preparation of a draft for 
transformers. A .1.5.A. panel on traction motors has also 


been set up upon which the Association 1з represented. ‘fech- 


nical comunittees of other sections have, duriug the year, been 
active in Joint work. 

ihe Mluisury ot ‘Lransport and the railway companies had in 
hana, during ше year, we entire revision of General fauway · 
Classification о] Goods (à Volume ot nearly oUU pages and about 
9U,UUU nnportant business tacts), and the Н.Е.А.М.А. ‘Lrame 
Committee had to concentrate practically цэ whole attention 
upon those proceedings. 

Do пишегойзв were we objections presented that a co-ordinat- 
ing committee was formed, with headquarters at the F.B.IL, 
on which this Association, through its 1rathc Committee, re- 
presented and co-ordinated the electrical interests, and assisted 
in co-ordinating other allied groups. ‘lhe Hates Advisory Com- 
mittee tound зо expedient to recognise this committee and to 
suspend its sittings for a time to permit of its conterring with 
a cummittee of the railway companies. These conterences con- 
tinued until the end of January and resulted in reducing very 
materially the number of objections, securing agreement on 
many points, and breaking down in great measure the feeling 
of antagonism between the traders and the railway companies. 
‘Lhe Rates Advisory Committee has now resumed its sittings to 
settle those cases оп which agreement was not reached. 

Notwithstanding a reduction in the wages of railway 
workers, equivalent to about £20,0U0,0UU per annum, and a 
material reuuction in the cost of railway piant and materials, 
no reduction has been made in the rates for general mer- 
chandise which stand at approximately 112 per cent. above 
pre-war rates. ‘lhe attitude of the railway companies has 
veen that they are entitled to make a certain profit regardless 
ot the state or trade and the lack of profits in other industries. 
lhey argued that a reduction in rates would not bring about 


‘such an increase in trafic ав would recompense them. In 


short, the sound old policy of ‘ята profits and quick 
returns ” has been abandoned. by the railways for the policy 
of making profits regardless of turnover. 

The report refers to the Railways Act, 1921; to the opposition 
that traders will continue to offer to the road айс proposals 
of the railway companies; and to claims for damage, &c., and 
the question of demurrage. 

The Revising Committee carried through, during the year. 
several important amendments to the text of the I.E. E. Model 
Form of General Conditions. Twenty-four of the forty clauses 
underwent amendment in committee; and the new text, after 
ratification by both Councils, came into currency on Novem- 
ber lst. The Revising Committee has since presented to the 
I.E.E. a new text, based on the '' Model ” text (above named), 
purporting to cover export work, 80 as to provide for cases 
where the customer abroad specifies “ I.E.E. Conditions so far 
as they may apply,” since they do not apply primarily to ex- 
port. An L.E.E. special committee of revision 1s now consider- 
ing the text with a view to recommending the Council to 
sanction it. 

The Association's short set entitled Conditions of Sale '' A," 
covering sales without erection, has earned an excellent re- 
putation. A proposal was recently made for the adoption by 
the industry generally of that text, suitably amended, as a 
non-erection set, and the text 18 now in discussion between 
the I.E.E. and the Association with a view to joint adoption. 

With regard to the sets of conditions issued by Government 
departments and considered to be inequitable, the Federation 
of British Industries opened the matter with the Government 
departments concerned, and the Association is co-operating 
with the Federation to bring about a satisfactory result. 

The report mentions with regret that only about one-fifth 
of the members directly support the Beama. journal by adver- 
tising in its pages, and the Council hopes for a large accession 
of advertising supporters so that, with decreasing cost of pro- 
Son the journal may become ‘self-supporting i in 1922. 

e progress of the British Electrical Development Associa- 
tion is reviewed. Many problems of electricity supply, which 
are internally related to the interests of the manufacturer, 
were dealt with during 1921, notably those arising on housing 
colonies, housing schemes, tariffs, charges for supply; the re- 
laxation of restrictions upon new construction works; and the 
promotion of the science of salesmanship. The Council recom- 
mends members to acquaint the secretary of the E.D.A. with 
any new devices and developments in their branch of industry. 
so that the publie may be kept alive to the best and latest 
practice. The Council, believing in the value of the Industrial 
Publicity Service, Ltd., to members, has increased its holding 
in the company. Preparations are now completed for giving 4 
separate establishment to the propaganda side of the activities 
of that company, and Industrial Intelligence, Ltd., has been 
registered as a companv limited by guarantee. The B. E.A.M.A., 
the F.B.I., the British Engineers’ Association, the Cable 
Makers’ Association, and the Electric Lamp Manufacturers' 
Association are the first members, and other associations and 
persons or companies are to be invited to join. It is not in- 
tended to be a trading company. but will carry out the distri- 
bution throughout the world of news matter of British in- 
dustrial and commercial interest which, on a smaller scale. 
has been conducted hy I.P.S. since 1918. The main source of 
funds for the rurrose is the profit derived from the advertising 
agency work of I.P.S. 

The Council has under consideration proposals for participat- 
ing in the British Empire Exhibition, 1924, and full infor- 
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‘on will be communicated to members when advantageous 
sac. are made. The partial suspension of the Stand- 
ing Rule a8 to exhibitions which ‘expired on December 3lst, 
191 has been extended to December 31st, 1922. Members 
therefore continue to be free until that date to close contracts 
for exbibiting at any exhibition not wholly or mainly elec- 
trical. " The educational effect of the Rule would seem to be 
evidenced by the fact that for the last three or four years the 
great majority of members have studiously refrained from 
accepting invitations to exhibit at many exhibitions held dur- 
ing that period.” | | О 

After referring to the excellent relations which continue to 
subsist between the Association and kindred bodies, the report 
states that the membership on the register at the end of the 
vear was 200. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following weck. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's пате and 
address in our possession. 


The Uninsulated Return. 


I supply several customers with current (continuous) 
through accumulators. The system is double wire, insulated, 
m casing. А customer has had his house wired with 
"Stannos," using the outer copper casing аз return. Some 
of this is carried along an outside wall exposed to the weather. 
Is this to be recommended where the other customers have 
two insulated wires" ‘There is a considerable leakage. The 
district is usually damp in winter. 

Wm. 


Otford. | 
March 29th, 1922. 


S. Freeman. 


РА 


The Cost of Living in India. 


With reference to the inquiry of Mr. T. Jager, on the cost 
of living in India at Rs. 1,000 a inonth, it may interest 
those concerned to know that I hved in the Punjab Presi- 
dency in Lahore on a salary of Rs. 125 a month. I was then 
connected with the Bengal Punjab Railway in 1906 to 1908. 
Myself and a friend of mine named Davies lived together and 
kept up good appearances and always had a good balance after 
spending freely on luxuries. I should like those days to come 
again. I would gladly jump at the chance at the present time 
on Rs. 1.000 and live like a Rajah. 

S. H. Cundall. 


Sedbergh. 
April 3rd, 1922. 


What's in a Name? 


A glance down the staff-roll of a large factory could be ex- 
peeted to reveal occasional curiosities of nomenclature, but 
the writer opines that for a place employing 550 persons all 
told, the remarkable interest of names given here is unique, 
all, exactly as written, being on the roll of a Manchester 
Power station. Amongst names with a literary flavour, we 
tind. Shakespeare, Swinbourne, Scott and Spencer. Psychic 
хлепсе is represented by Lodge, Stead and Doyle, and with 
special reference to the latter we have Sherlock Holmes and 
Law. All grades, too, are represented, Prince, Peers and 
Plowman, Abbott, Baron and Harper. 

We have Brewers, Clarkes, Coopers, Cookes, Fryers, 
WE Taylors and Turners, and all kinds, Brown, Grey and 

'hite. 

We have Flowers, Budd and Twigg; also, alas, Fogg. 

Each has its antithesis; Sweetman is contrasted with 
lemon and Seville. We have Grace and Vice. 

We have Saxon, Norman and Welsh. We have Lyons and 
two Lambs, to say nothing of Elkes, Eales, Owles and several 
Foxes and Parrotts. 

There is a prosperous touch about *John Bradbury and 
Coyne, and the reverse about Owen, Fall and Farrow. 

Memories of the countryside in summertime come with 
Akers, Horsfield, Appleyard, Flowers, Budd, Twigg, and the 
notes of Martins, Owles and Partridge in the Wood, and the 
same country in the winter-time with John Peel, Hunt and 
Hunter, Fox, Kerr, Spurr and Warren. 

Childhood days are recalled hy Kite, Pve, and Bratt. 

In politics we have a Mazzini, Snowden, Macdonald, and 
Law, while Lord Birkenhead's honoured cogomen of Smith 
appears in wholesale quantities. 

The stage is represented most excellently by J. Forbes 
Robertson in Drama, and by Hicks in Comedy. — 

Lexicography is represénted by Johnson and Nuttall. and 
Musie by Sims Reeves and Chant, accompanied by a num- 
ber of Bells. 

War is suggested bv Vickers and Gunn. and Architecture 
from Chappells and Halls down to the humble Hutt. 


. Shemara 


It may be an advantage to be called Kean, or awkward 
to be called Slack. And perhaps Knott. 


Stuart Street Electricity Works, 
Manchester. 


William Tranter. 


Iron: Nickel Accumulators. 


lt occurs to us that “ R. P. Ё.,” whose letter regarding 
iron-nickel accumulators you printed in the ELECTRICAL 
Review of March 24th, would be interested to know that the 
following yachts have been equipped with iron-nickel-alkaline 
accumulators, and to the best of our knowledge their owners 
are very well pleased with the results :— 


Name of Yacht. Tonnage. Equipment. 
Fantome 1. 170 tons 50 V 

300 Ah 

2 batteries 
100 V 

ЗЮ Ah 

o0 V 

225 Ah 

25 V 


Fantome IT. 045 tons 


477 tons 


Sheila У) tons 


Jeanette 92] tons 
‚ . 800 Ah 

We shall be pleased to supply any further. information vou 
may desire. 


London, W.1. 
March 31st, 1922. 


Edison Accumulators, Ltd. 


Commercial Electrolytic Iron, 


I have noticed in ‘‘ Notes " of your issue of the 24th inst. 
a reference to plant for the production of commercial electro- 
lytic iron. ` 

It may interest vour readers to know that the process origi- 
nated in this country and that a licence was pranted to the 
firm referred to. | 
Sherard Cowper-Coles. 
Sunbury-on-Thames. 

March 23th, 1922. 


GENAU RURCHENTEUDO I eR 


ELECTRICAL MACHINERY AT THE GLASGOW 
EXHIBITION. 


VisiTors to the Bakers’, Grocers’, Confectioners’ and Allied 
Trades Exhibition, opened last week in the Kelvin Hall, 
Glasgow, showed much interest in the up-to-date electrical 
machinery for use in these trades, which could be seen in 
operation. | 

Morton (Wishaw), Ltd., showed a ‘composite cake plant, 
consisting of a Morton duplex mixer and Morton whisk, with 
electric drive, as well as à new model reversing brake for 
power and a new model electrically-heated pie machine. The 
"Gem " Labour-saving Device Co. (Manchester) showed the 
“Gem " electric vacuum cleaner, complete with all acces- 
sories. The stand of John H. Spence & Son, Glasgow, was 
of considerable interest to butchers and allied trades, the 
`* Alexander " machines being on show. The General Utility 
Co., Ltd., Glasgow, had a comprehensive display of machinés 
and plant for the catering trade. including electric motors, 
while Bramigk & Co., London, showed machinery and acces- 
sories for the chocolate and confectionery trade. ^ Hobart 
Manufacturing Co., Ltd.. London, displayed direct-driven ma- 
chinery, including electric dough-mixers, electric cake-mixers 
and whisks, electric coffee mills and roasters, and electric dish- 
washers for hotels. W. M. Stil & Sons, Ltd., Hatton 
Garden, showed the J. & S. boiling water apparatus for tea 
making, &c., electrically heated. Messys. Thos. Melvin and 
Sons, Ltd., Glasgow, һай а fine show of various bakery ma- 
chinery, including '' triple action ° and ‘‘ Simplex " types of 
dough kneaders and 3-speed and 4-speed combination cake 
machines and egg whisks. Rose Bros. (Gainsborough), Ltd., 
exhibited wrapping machines. G. Davidson Gibson, Glasgow, 
showed '' Grafton " automatic bacon slicing machines, hand 
and electrically driven, and '' delta ° potato peeling machines 
for hand and power drive. Jos. Baker, Sons & Perkins, Ltd., 
London and Peterborough. displayed a patent ‘‘ Ovamixa "' 
three-speed whisk with a direct geared motor. The Prierty ` 
Mason Machine Co., Ltd., Stockport; Thomas Collins & Co., 
bakery engineers, Bristol; C. Portway & Son, Halstead, Essex ; 
and Jackson Boilers, Ltd., Leeds, all had attractive displays. 
James Cruickshank, Edinburgh, exhibited the '' Lothian ” 
bread moulder and the '' Giant ’’ 4-speed cake machine driven 
by electric motor and Petter oil engine; while Belhaven, Ltd.. 
Wishaw, displayed bakery and confectionery plant, and 
Messrs. Reads & Bakers’ Machinery, Ltd., London. showed 
the Read 3-speed mixers in operation. 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars оу new or improved devices and apparatus, which will be published — 
rU С if considered of suficient interest, ` | а 


“ Genii Neptune " Hot-water Radiators. 


Messrs. GEORGE №оввѕ, Lro., 89, Cleveland Street, Fitzroy 
‘Square, W.1, have introduced a new “ unit " system of heat- 
ing by means of hot-water radiators. The ‘i Genii Neptune ”’ 
units are strongly constructed of cast-iron, and are of neat 
appearance (see fig. 1). They are made in two sizes, with 


UNIT. 


Fic. 2.—THREE 250-watt UNITS Fie. 3.— 


COMBINED. : es WALL-MOUNTING. 


ГА 


immetsion heaters of 250- or 500-watt loading. The radiators 
are made for wall mounting, and can be built up by arranging 
-them either side-by-side (as shown in fig. 2) or back-to- 
back. The heating elements are enclosed in heavy tinned- 
copper sheaths terminating in flanged gunmetal bosses with 
terminal caps, and securely fitted to the boss of the radiator. 
‚ The units shown in fig. 2 are of the 250-watt size; fig. З shows 
the method of mounting on a wall. | 


Thermic-Magnetic Flashers. 


What is claimed to be an entirely new form of flasher for 
actuating electric signs has been designed by the SCIENTIFIC 
EuEcTRIC Co., of the Platt, Putney, S.W.15, for continuous 
working on currents of from 0.8 to 10 amperes, at pressures 
of from 100 to 240 volts. Its chief. characteristics are the 
eniployment of a magnet in conjunction with thermostatic 

‘metal, which combination is said to result in a large. and 
‘quick make and break being obtained. А!! parts аге robustly 
made, the contacts being constructed of tungsten and jro- 


Fig. 4.—A THERMIC-MAGNETIC FLASHER. 


vided- with finely-threaded. adjusting screws. The maximum 
temperature that the device can reach is below 60 deg. О.. во 

* that the possibility of its burnmg out can. be ignored. Two 
sizes are made, either for опе- or two-way duty; the зп: ег 
size is illustrated in fig. 4, its dimensions being 5 x 1.5 x 1.5 in. 
Should the device fail to function owing to worn contacts 1t 
‘is only necessary to screw in the contact screw until it begins 
rto operate again. This can be done as often as required until 
the contacts have been completely consumed. The time of 
‘flash can also be varied by means of the contact screw. In- 
'quiries should be addressed to Mr. G. C. McKenzie, 15, Newton 
Road, Cricklewood, N.W.2. 


| A Cable-bonding Nipple. —_ | 

THE WALKER ELECTRICAL.: SERVICE, 11, Clyde Street, Edin- 
burgh, has introduced a small brass bonding ‘nipple for use 
in wiring systems in which 3/.029 twin cables are employed. 
This consists of a flanged brass bush threaded internally and 
externally, and a. hexagon nut. As will be seen from the 


1 


. Fig. $.—A CABLE BONDING NIPPLE. 


illustration (fig. 5), the bush is screwed on' to the lead of 
the cable and projects into the connector box, the flange 
resting on the outside. The hexagon nut is then screwed 
on and tightened against the interior of the box. 


7 The “ Deylite " Fitting.’ 
Fig. 6 illustrates the '" Deylite ^ fitting manufactured by 
Messrs. J. & W. B. Ѕмітн, Lro., 15-23, Farringdon Road. 


K.C.1. This is made. in one piece, consisting of a top reflector 


k 


maia, — 


Fia. 6.—TnE&g '-DgyLtrE " FITTING. 


‘and a bottom bowl of opal glass, between which is a cleat 


flint glass panel. The fitting gives a soft, shadowless light, 


und is dustproof. 


New Switch- and. Fuse-gear. 
From Mr. GkronGE Turnock, 4l, High Street, Aston, 
Birmingham, we have received samples of switch- and fuse- 


' gear -embodying soie mew features, which he has designed. 


The “Pennington ° double-pole switch and -fuses are con- 


tained in a “`` cast-iron box ” 1-ft. high, 6 in; wide, and about 


8 in. in depth overall. The switch portion ,is mounted on à 


strong- quick-make-and-break device and the. operating handle 


is interlocked’ with. the hinged cover, preventing opening 
while the switch is on. The switch blades consist of brass 
bars, upon each end’ of ‘which ‘is’ fitted a laminated copper 


'contáct piece. These contacts are. madé im two V-shaped 


parts with a V-shaped spacé between them, and they ‘fit into 
and over corresponding terminals fixed in а. porcelam- 
shrouded base. - The fuse-bases ate of porcelain mounted on 
teak blocks. On these bases are’mounted copper spring 002: 
‘tacts’ and ‘brass terminal bloéks, providing for the side -entry 
of small copper connecting róds ‘from the fuse-bases. 1068 
terminals are entirely enclosed by porcelain covers, in the 
.top of which are two slóts for the receipt of the €— 
blades of the fuse bridge. The latter has a solid top an 
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the blades are sunk into the under-side ан 18 also an asbestos 
tube carrying the fuse wire. An  asbestos-slate shield 1s 
placed between the two poles, and the box is lined with 
asbestos-paper. A small cut-out, also sent to us, is made in 
four parts. The base is similar to the fuse-base described 
above, and this is also enclosed by a porcelain cover. The 
fuse bridge is in two parts. The bridge proper is a porcelain 
block, into which copper blades with specially-designed flat 
heads slide. The fuse wire is twisted round two projections, 
which form a part of these heads, and underneath the heads, 
covering the top of the bridge, is an asbestos pad. A steel 
stirrup with a grub screw in the top is swivelled in the 
bridge, so that it can be brought up and over the fourth part 
—an ordinary porcelain block which clamps. the fuse-blade 
heads in. position—being itself held by the stirrup and grub- 
xrew. By this means it is claimed that the entry of air 
is prevented and any flame caused by the blowing of the fuse 
is omediitely damped. 


The ‘‘ Onoroff " Lampholder. 


Me. J. A. Brook, of 84, Blackmoorfoot Road, Crosland 
Moor, Huddersfield, has sent us a sample of his new 
" ОпогоЁ " lampholder, which, as its name implies, enables 
à lamp to remain in it and to be in or out of circuit. The 
holder is of a standard type, but the slot into which the 
мар pins slide is extended on both sides of the entry, so that 
if the lamp is mserted and turned to the right, as usual, the 
lanp js illuminated. If it is turned to the left it is fixed 
in the holder but remains "off." It is claimed that this 
device із a cheap and effective substitute for  key-switch 


holders where there are several lamps on one circuit. — The 
соя 15 the ваше as that of an ordinary lampholder. 
SINGLE AND THREE-PHASE COMMUTATOR 


MOTORS. 


Discussion АТ LEEDS. 


Ata well-attended meeting of the NORTH-MIDLAND CENTRE OF 
THE INSTITUTION OF ELECTRICAL ENGINEERS, DR. S. P. SMITH 
read his paper on the above subject (which was abstracted in 
out issue of January 13th) on January ТЬ, when Mr. W. Е. 
BurNaND occupied the chair. 

A number of slides were exhibited and explained by. the 
lecturer, Who pointed out that the illustrations showed what 
could be done with the motors. 

Мк. Creepy, who opened the discussion, contented himself 
һу exhibiting two shdes, which showed something of the 
practical side of one type of motor. | 

Мк. WoopbHotsE hoped that. Prof. Smith's faith was 
justified. He (Mr. Woodhouse) had had а certain. amount 
of experience with that type of motor in the past, first of 
ill with the single-phase motor with the series characteristic 
in which the speed was regulated by shifting the brushes, 
which behaved perfectly. Worsted spinning was carried on 
on cop frames, and the tension of the thread depended on the 
particular diameter of the turn on the bobbin on which the 
warn was worked. If they could varv the speed of their 
spindles in proportion to the diameter of the bobbins they 
could keep the tension of the varn constant, pack the yarn 
пег, get a bigger weight on the cop, and also a bigger 
output from the frame. The disadvantage was that the motor 
had a series characteristic, and the average speed depended to 
оше extent on the temperature of the spinning room. Un- 
fortunately, to get the best result the lime pressure had to 
be kept absolutely constant. Tt was finally abandoned as not 
beng quite suitable. Had. they been able to get a single- 
phase commutator motor with a shunt characteristic he 
thousht the results might have been. better. Undoubtedly 
for that sort of purpose there was a big field for a variable- 
speed а.е. motor. With larger motors for fan driving the 
only disadvantage was that of the first cost. Mr. Woodhouse 
had had experience also of other types of variable-speed a.c. 
motors Which had not been satisfactory. 

Mr. Brown (Pradford) said that Mr. Creedy could offer 
a machine which. to a certain point, had great advantages, 


hut which failed in а good many places when compared with 


the shunt-controlled d.c. motor. What was wanted was a 
machine which would give anvthing up to a 6 to L speed 
гапо with an infinite number of gradations. The size of the 
inotor Which was really wanted in the textile industry would 


not be anything more than about 100 b.p.—-vrobably 20, 30. 


t0, 50 hop. would be more common sizes. From a practical 
view-point the method of control was all important. Can- 
didlv, he did not went a ee With regard to the 
method. of altering the brush. feed in order. to produce. the 
diferent speeds, in each case. the тыш was made by a 
Wheel or handle on the-motor itself. When they got down 
to practical polities they would have to develop a means 
uf controlling the speed of the motor from a distance, so that 
the operator could do it himself without the danger of blow- 
in? himself up or damaging the motor. In most drawine 
athces, when а man set out te design a motor-drive he looked 
fer the mast awkward corner he could find, and that was the 
place for the motor. Then the draughtsman devised all 
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kinds of fancy drives in order to reach the machine where 
the power was to be absorbed. It was in those cases where 
the dithculty of controlling the commutator might arise, and 
it was a point which would do wyth a good deal of considera- 
tion. 

Mk. ATKINSON observed that the way Dr. Smith had put 
the subject before them had revealed the matter to him in. 
quite a different light. | 

Mn. F. B. Apkins, A.M. (Doncaster), pointed out that the 
paper stated that ` no Вих embraces the short-circuited coils 
when the brushes are in the neutral position." ‘That was 
contrary to his (Mr. Adkin's) experience. When the brushes 
were m a neutral position the machine sparked worst, as in 
a repulsion motor. His ditlieulty was to build small repul- 
sion motors with more than six poles owing to the power 


factor, starting torque, and overload capacity being so very 
poor. Не should like to know M they were to understand 


that it was possible to build small single-phase motors for 
oU cycles to start as repulsion motors, and change to shunt 
motors on reaching synchronous speed without any centri- 
fugal device or moving parts, so that they would still be 
capable of speed variation by voltage control in such manner 
that the h.n. output was proportionate? 


The CHAIRMAN, in. bringing the discussion to a close, said 


that, personally, he liked the machines, but he could. not sell 
them. The use of the inter-pole for utilising the current 


short-circuited by the brushes was a great. invention. [t 
was really that which had made the machine practicable in 
large sizes. 

Dn. S. P. SMITH, in replying to the discussion, said some 
British firms ought to be saved from themselves. Britain 
was a nation which largely lived by export trade, and that 
export trade, to a great extent, was engineering. Let them 
look at the position they were in with regard to traction work. 
If they took the thing they knew most about, d.c. traction, 
they might think that quite a number of British lines were 
electrified, and that they were getting on pretty well in that 
way, but to speak as a designer or manufacturer one did not 
feel quite so happy. If they counted all the electrified lines 
in this country and the names of the firms by which the 
apparatus or equipment was designed and built they would 
get an unpleasant surprise; far too little equipment had been 
designed and built in this country. There were one or two 
notable exceptions, fortunately, but, generally speaking, most 
of their electrified rafiways had been equipped with foreign 
equipment. The orders might have been given to British 
firms, but he was talking about where the apparatus came 
from. In some cases it was built in this country, but not 
designed in the country. One hoped that in the future the 
exception would become the rule. They had epoken about 
it as if they were great authorities on the matter, and 
actually they had been. factors. As to alternating-current 
traction, those who had studied the problem had already 
come to see that they would not get anv one basic svstem at 
all. Single-phase motors were being used in Switzerland, 
Italy. and—to some extent—in Germany, Sweden, Norway, 
and Austria on a very wide seale. Locomotives were being 
turned out almost every week. Last summer he was in the 
shops in Switzerland, and he could not see anything else 
but railway equipment, nearly all single-phase. One hoped 
that it would not be many years before Russia began to pull 
together, and like most people who had water- power, Russia 
would electrify her railways. Tf Britain went on in the way 
she had done in the past British firms would not get the 
orders. The Colonies were only beginning to electrify, and 
it did not follow that they would finish with the system thev 
had started with. Six to one was about the linut of what one 
might ask m the wav of speed range. Gradual speed control 
was easily obtained by brush changing, and with regard to 
high cost the fact that the orders were few made the price 
high because they could not standardise. With regard to 
remote control, on some of the ХЮ or 300-h.p. motors the 
brushes became too heavy for suitable hand control, and thev 
needed a little motor. but if the motor was very small it 


became a question. whether the control motor aight not be 
Still there 


rather large compared with the driving motor. 
was no difficulty in that. and it had often been done. Thev 
were making use of a eonimutator, not. because they liked 


it—thev disliked it—but because it gave them the particule 
characteristics that thev wanted to get. He did not think 


that really one could do without i. Th was good to. know 
that Mr. Burnand was one of the pioneers in the design of 
those machines, 


Electrolytic Zinc.—aAn attempt is shortly to be made to 
turn to commercial account the dumps, contaming 150,000 
tons of material, at the inactive zine and lead mines m 
North Cardiganshire. The proposal is so fo treat the blende 
ore lying in these. dumps by the. electrolytic: process us. to 
produce zine. This will be a pioneering experiment so far 
as this country is concerned. but the electrolytic process has 
been adopted in British. Columbia and Tasmania with marked 
success, and it is contended that there is uo reason why it 
should not succeed equally im North Cardigan. where the 
water power resources will probably be utilised in connec- 
tion with the scheme.—Birmingham Post. 
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NEW PATENTS APPLIED FOR, 1922. 
(ХОТ YET PUBLISHED.) 


Compiled expreasly for this journal by 1488585. Serron-Jonzs, O'DELL AND 
SrgPHENS, Chartered Patent Agents, 285, High Holtorn, London, W.C. 1. 


7,970. “ Alternating-current dynamo electric machines." British Thomson- 
Houston Co., Ltd. March 18th. 
7,984. ‘* Sparking plugs." M. A. Gray and A. D. Paterson. March 18th. 


7,987. “* Apparatus for controlling railway signals of the electric light type.” 
R. Dell. March 18th. 5 ght typ 


8,007. “ Electrically-operated hooter.” R. Bosch Akt. Ges. March 20th. 
(Germany, October 17th, 1921.) 


d '" Electrical control gear." F. Addie and A. G. Hartley. March 
tn. 


8.036. “ Electric couplings." E. R. Beckwith, H. T. Hall, and W. H. 
Slaughter. March 20th. 


8.043. ''Sparking plugs." A. M. Reigate (P. Saphra). March 20th. 


8,056. ''Coil ignition systems for internal-combustion engines," N. А. 
Block, J. W. Coward. March 20th. 

8,064. “ Remote control switches." L. Calvete. March 20th. 

8,066. '' Apparatus for conversion of musical sounds or their mechanical 
equivalents into electricity or vice versa.” A. F. R. Cotton and Е. W. Russell. 
March 20th. ' 

8,078. '' Electrical condensers, and method of making them." Wireless 
Specialty Apparatus Co., March 20th. (United States, March 30th, 1221.) 

8,079. “ Brush ard brush-holder for commutators.” W. J. Randall, 
March 20th. 


8,081. ©“ Train-lighting, &c., dynamos."' 
Co., Ltd. March 20th. i 
8,082. '' Dv namo-electric machines, &c.” W. B. Sayers. March 20th. 
8,111. “Switch for flashing signs." H. Rottenburg. March 20th. 
8,115. ''Oscillatory circuits." C. J. R. Alsford. March 21st. 
8.143. ''Intervalve high-frequency transformers." W. R. Burne. March 


A. H. Darker and J. Stone and 


8,148. ''Sound-producing horns for gramophones, &c., telephone reccivers, 
D. Bennett. March 215. 

8,182. “ Brush-holder for electric machines." J. Raper. March 2lst. 

8,187. “ Electric soldering irons, &c." C. S. Best and L. О. Meyer. 
March 21st. 

8.188. '* Electric , heating apparatus." C, 
March 21. 

8,191. '' Electric accumulators.” Р. G. A. Н. Voight. March 2lst. 

8,210. ‘ Electric circuit interrupters.’ Metropolitan-Vickers 
Co., Ltd. March 2lst (United States, March 23rd, 1921.) ; 

8,211. Electric insulators.” Metropolitan-Vickers Electrical Co., Ltd. 
(Railway & Industrial Engineering Co.). March 2lst. 

8,215. " Joints of electric cables, &c."" J. H. van Viersen. March 21st. 
(Holland, November Ist, 1921.) 

8,237. ‘Regulating devices for dynamos." A. J. Jullin. 
(France, March 26th, 1921.) 

8,243. '' Measuring intensity of cross-talk between lines of a multiple-wire 
telephone system," Felten & Guilleaume Cariswerk Akt. Ges. March 21st. 
(Germany, May 26th, 1921.) 

8,244. *‘ Apparatus for feeding polyphase mercury-vapour rectifiers.” Akt. 
Ges. Brown, Boveri et Cie. March 21st. (Switzerland, March 24th, 1921.) 

8,245. '' Magneto-electric ignition apparatus for internal-combustion en- 
gines." Scintilla. March 21st. (Switzerland, April 29th, 1921.) 

8,247. ''Control of  electrically-propelled — vehicles." British 
Houston Co., Ltd., and H. C. Hastings. March 2lst. 

8,248. '' Electric insulators." M. F. Н. Gouverneur. March 21st. (United 
States, April 7th, 1921.) 

8,249. '' Electric switches," British Thomson-Houston Co., Ltd. (General 
Electric Co.). March 21st. 

8,262. ‘Transformer of three-phase currents into monophasic current.” 
A. Verner. March 21st. 

8,271. '' Telegraph systems." W. J. Cole. March 22nd. 

8,303. '' Electric welding and heating devices." E. Schroder. March 22nd. 

8,305. '* Electric switches." Н. W. Clothier and A. Reyrolle & Co., Ltd. 
March 22nd. 

8,306. '' Electric lamps." A. A. Sandbrook. March 22nd. 

8.333. '' Telephones." H. M. Macnaughton-Jones. March 22nd. 

8,341. “Dials for telephone services." F. McClarence, March 22nd. 

8,348. '' Protective systems for electric conductors." R. W. Biles and A. 
Reyrolle & Co., Ltd. March 22nd. ` 

8,352. '' Svnchroaising electric salety lift lock." W. C. Karasek. March 
22nd. 

8,354. “ Automatic electric motor — starters.’ 
Co., Ltd. (General Electric Co.). March 22nd. 

8,368. ''Glow-discharpge tubes." J. Engl, J. Massolle, and Н. Vogt. March 
22nd. (Germany, March 24th, 1921.) 

8,369. '' Electrical driving of compressors.” Newton Bros. (Derby), Ltd., 
and F. Newton. March 22nd. 

*,371. ''Lock for electric lifts." 
March 22nd. 

8,372. " Alternating-current rectifying 
22nd. (France, March 26th, 1921.) 

8,374. “Spark plugs." J. de La Boissiere. March 22nd. (France, March 
29th, 1921.) 

8,381. '' Electric condensers.” 
W. H. Goodman. March 22nd. 

¥,419. '' Head, &c., lamps for motor vehicles, &c." E. Talbot. March 23rd. 

8,421. ''Connectors and couplings for electric cables.’ H. Hawkins and 
L. B. Lee. March 23rd. 

8,425. ''Utilising discarded dry-cell batteries." G. H. 
23rd. 

8,426. ‘Continuity clip for electrical ‘slip conduit pipe and fittings.” 
A. Fletcher. March 23rd. 

8,455. “ Electrical cperation of automatic weighing-machines.” H. W. 
Underhill. March 23rd. 

R457. "Electric welding on alternating-current. circuits? W, 
Davies and A. Soames March 23rd. 

R 462  '"Inductances." 4. Onwood March 234 

2,463. “Electrical ignition »tstems for internal-combustion engines.” А. 
Drummond. March 23rd. 

8465. ‘Electric drives for sound-reproducing machines.’ 
son Houston Co., Ltd. (General Electric Co... March 23rd. 

8.469. ‘Cathode delivery tube for recording electric frequencies free from 
inertia." J. Engl, J. Massolle, апа H. Vogt. March 23rd. (Germany, 
March 24th, 1921.) 

8.470. ‘ Process for undistorted record of sounds on a support sensitive to 
light.” J. Engl, J. Massolle, and Н. Vogt. March. 23rd. (Germany, March 
24th, 1921.) 

8.471. ‘Electric are welding." 
(General Electric Со.). March 23rd. 

8,494. ''Change-speed device for electric drive of underwear looms." F. 
Portal. March 23rd. 

8.302. “ Electric switches." L. J. Ноорег and C. 1. Pratt. March 23rd. 

8.304. '' Wireless telegraph receiving systems." C. S. Franklin and B. J. 
Witt. March 23rd. 

8.507. ‘* Electric clocks.” L. H. M. Huydts. 

September 30th, 1921.) 

8.512. ‘Collector for electric cranes for collecting current from trolley 

wires," O. Morgan. March 24th. 


S. Best and L. O. Meyer. 


Electrical 


Thomson- 


British Thomson-Houston 


G. Newbury and H. F. 


"Thomas. 


apparatus." H. Andre. March 


Dubilier Condenser Co. (1921), Ltd., and 


Stevenson, March 


Langdon- 


British Thom- 


British Thomson-Houstcn Co., Ltd. 


March 93rd.. (Holland, 


March 21st. | 


8,513. ‘Collector for electric cranes for collecting current from trolley 
wires," О. Morgan. March 24th. : 
8,523. “ Electric contacts." H. J. S. Thomas. March 24th. 

8,526. “ Electric contacts." Е. K. Beddington. March 24th. — 

8,534. '' Automatic electric illuminating device for alarm clocks.” A. B. 
Brothwell. March 24th. 

8.535. '' Telephone transmitter mouthpieces.” А. F. Marsh. March 24th. 
9.540. '' Electric accumulator." А. Н. Culley and L. Mott. March 24th. 
5,554. '' Terminal clectric connections." M. L. Williams. March 24th. 
8,555. '* Commutators or distributors for electric ignition circuits, &c." G. 
M. Mottershead. March 24th. | é 
P.578. ‘ Protecting device for electric motors, &c." С. J. Rixen. March 
24th. 

om. “Electric circuit: interrupters." — Metropolitan. Vickers Electrical. Co., 
Ltd. March 24th. (United States, March 24th, 1921.) 

N,590. '' Electric resistance furnaces.” L. J. Hancock and T. R. Hancock. 
March 24th. s Mp 

R91. “ Means for preventing oxidation of electric. conductors, &c." L. J. 
Hancock and T. R. Hancock. March 24th. 
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PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 


3.006. © Telegraphic and other electrical circuits for use with ionic tubes 
or valves." W. H. Eccles. November Sth, 1920. 176,390.) | 
18,729. ''Sparking plugs." 5. L. Collins. April 6th, 1221. 076,393.) — 
“8A, “Secret ielegraphie, telautographic, telephotographic wire or wire- 
less transmission systems." Soc. Anon. des Télégraphes E. Belin. December 
24th. 1814... (153,597.) PM 
25,451. “ System tor controlling relays by means of wave trains especian) 
for wireless high-speed telegraphy." Siemens & Halske Akt. Ges. September 
зга, 1520. (Addition to 146,394.) (176,401.) [. А x: 
27,181. '' Barrel apparatus for the electro-deposition of metals. А 
Turton. September 24th, 1920. (176,411.) 7 т 
27,983. © Alternating current generators." Ges. fur Drahtlose Telegraphie. 
September 29th, 1919. (151,651.) | D | T 
27,006. '' Process of electrically etching printing reproduction ог гей?! 
plates for various purposes." W. H. Mellersh Jackson (Weeks Photo En- 
graving Co.). September 29th, 1920. (176,412.) 
28,388. '' Electric switches." F. Painter and G. H. lde. 
1920. (176,121.) | XM 
30,642. '' Vibratory devices for subaqucous sound signalling apparatus. 
Signal Ges. December 15th, 1919. (Addition to 148,972.) (159.969) — — 
31,576. ** Electric lamps for use in mines and for other purposes. Ther 
Electric Safety Lamp Co., Ltd., and T. Stretton. November Bth, 1920. 
176,445.] — 
auem " Tramcars, omnibuses, and like vehicles." , J. А. 
December Ist, 1920. (176,466.) f 
34,126. “Manufacture of carbon." British ‘Thomson-Houston Co., Lid. 
(General Electric Co.). December 2nd, 1920. (176,476.) ii 
34,127. "' Governing mechanism.” british _thomson-Houston Co. Lt. 
(General Electric Co.). December 2nd, 1920. (176,477) PEE | 
34,238. * Electric heating element.” Automatic and Electric Furnaces, 
Ltd., and J. P. Coleman. December 3rd, 1920. (126,4®1.) Ў 
34,301. ‘* Electro magnetically-operared ume lag devices." К. Amberton. 
December 4th, 1920. (176 ,483.) | " 
34,447. '' Dynamo-electric machinery. 
jun. December 6th, 1920. (176,488.) | УУ 
$4,469. '' Generation of continuous waves for wireless telegraphy and tei- 
phony by thermionic valves supplied direct from a low frequency polyphase 
circuit.” L. G. Preston, C. L. Fortescue, H. Morris Airey, and G. Shearing. 
December 6th, 1920. (176,491.) | SM а 
34,554. ‘Electric heating or E Me or units. J-C C 
Macd h. December 7th, 1920. (176,498. n 
34,602." * Increasing the efficiency of dynamos or motors. G. H. Tatham 
and F. P. Brvan. December 7th, 1920. , 176,503.) | " : "e 
34,816. ''Shades or screens for electric and gas lights." G. Youatt. De- 
cember 9th, 1920. (176.517.) 
35.019. ‘Electric fuse boards." R. W. Bill. 

(176,528.) | ИДЕК К | P а. 
35.297. ** Protective devices for electrical distribution systems and арра 
tus.” British Thomson-Houston Co., Ltd. (General Electric Co.). December 

15th, 1920. (176,539.) _ | a 
30,338. * Duplex telegraphy and telephony." Soc. Francaise Radioélectrique. 
anuary 16th, 1920. (157,889.) | 

ded “ Electric circuit breakers and the like." К. A. R. Bolton and H. 

Bacon. December 20th, 1920. (176,547.) | | ШЫ, 
35.976. ‘Electric driving or winding device especially adapted for ае 

work movements and the like," Landis & Gyr Akt. Ges. December 26th, 

1919. (155,780.) | l | кез 
36.086. “ Apparatus for the conversion of continuous or alternating ae 

currents into alternating currents of апу desired frequency, variable at em 

Soc. Anon. pour l'exploitation des Procédés M. Leblanc Vickers. December 

93rd, 1919. (155,784.) 


October 714, 


Davenport, 


H. F. Joel, sen., and H. F. Joc. 


December 13th, 19. 


1921. 

215. *' Electric switches." S. F. Woodell. January 4th, 1921. (176,571) 7 

г, * Enclosed electric fuses." А. L. Eustice. June 21st, 1918. (196,49. 

438. “ Operation of electromagnetic clutches.” Siemens Schuckertw rs 
Ges. December 12th, 1913. (156,928. A s T 

670. ‘Conductors for clectrie machines consisting of several members i 
nected in parallel." Bergmann Electricitats Werke Akt, Ges. February 30. 
1914. (156,671.) ER 

12317. “ High frequency telephony and telegraphy. 
werke Ges. November loth, 1919. (157,306. . ЫЎ 

1.293. '' Method of determining distances by means of wireless telegraphy. 
W., Burstyn. December loth. 1919. 157 372.) 


Deutsche Telephon 


3,883. ‘Automatic induction train control кумеп“ А. G. Shaver, Ne 
veinber Sth, 1920. (171.348) oe 
4.334. °° Electric head lights for vehicles " R. Bosch ARE. Cras. Novemb: 


25th, (171,963 ` | " 
n Motor vehicle electric lamps.’ H Lucas and W. H. Eggers’. 
January 29th, 1921. (176,607.) | c 
4,749. ~“ Construction of the field ee cf dsnumo-electric machines ; 
; . February 16th, 1921. (176,629. i 
СТАА furnaces.” А. [Шо February 28th, 1921. (176,558. 
7.798. '' Electrical and magnetic polarity and sex indicator." R. D. Yours 
March 29th, 1921. (176,672. | is 
9,162. “ Method and device for governing a servomotor adapted to regu? 
working or service conditions of a contrivance." H. Zoctly and А. Gtk. 
arch 24th, 1920. (160,793. | 
er Кыа с for electric trains." Akt. Ges. der Maschine? 
fabriken Escher Wyss et Cie. May 25tn. 1920. | (163,702.) i 
14221. “ Electrica! precipitation apparatus." Lodge Fume Co., Lt. 
N. Stallard. Mav 21st, 192]. (176.713.) | ‚ Cutle 
14.319. '' Electric motor controllers." Igranic Electric Co., Ltd. (Cuts 
Hammer Manufacturing Co.), Мау 23rd, 1921. (176,714.) | T 
31.874. “Electric switches." R. Bosch Akt. Ges. November Mh, 197^ 
(172,301.) 
19232. 


| 
5907. “Electric switches." British Thomson-Houston Co., Ltd. epe, 
Electric Со). December 3rd, 1920. (Divided application on 176,147.) (10 
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avo, and it will be remembered that it was in January, 
1921, that the Industrial Fatigue Research Board re- 
ceived a provisional notice from the Medical Research 
Council that the Treasury could not contemplate the con- 
tinuation, after March 2156 of that year, of the financial 
provision previously made for the work of the Board, 
and a request that steps should be taken by that date 
to transfer any important work to the independent sup- 
port of industrial or other voluntary associations. As 
the result of strong representations by the Board, how- 
ever, steps were taken by the Council to ensure tlie con- 
iinuance of the work, which enabled the Board to avoid 


the sacrifice of many valuable data that had been col- 


lected, and permitted it to undertake fresh investiga- 
tion, although on a more restricted scale than pre- 


viously. 

The objects of the National Institute of Industrial 
Psychology, as explained by the chairman, are to assist 
emplovers in finding the best way to do-each piece of 
addition, to help employers to find the 


and the best job for 


work, and, 1n 
best worker for each class of job, 
each worker. The way in which the Institute is going 
to do this is by bringing to the assistance of the employer 
the latest scientific knowledge and the advantage of 
scientific training. It is claimed that the application of 


science to fatigue research, motion study, vocational ке- 


lection and training will do what is most important at 
the present time, namely, help to increase output ; it will 
reduce unnecessary fatigue, and add directly and in- 
directly to the happiness and well-being of the workers, 
although the eynic may perhaps be pardoned for reflect- 
ing that things seem to have gone from bad to worse 
since industrial psychology has been. taken so seriously 
here. 

Many eminent scientists and industrialists are among 
the members of tlie Institute, and it is a good thing that 
this should be so, as both the scientific and practical sides 
It is important to note that at the 


i 


are represented. 
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meeting it was announced that Dr. Myers would retire 
from his Chair at Cambridge as from June next, in 
order that he may devote the whole of his time and 
ability to the work of the Institute. Dr. Myers has done 
much valuable work for the Industrial Fatigue Research 
Board, and has carried out a great deal of research in 
the direction of improving the lot of workers, and inci- 
dentally improving the working of a factory from the 
eiiplover's point of view. 

Dealing with some of the investigations being carried 
out by the Institute, Dr. Myers said that these included 
the arranging of materials in the best positions, the 
training of backward workers in the best methods, deter- 
ining the most suitable distribution of rest pauses, 
vocational selection, &e., and by such means the Institute 
had already increased the output of various departinents 
in certain factories by from z» to 40 per cent., whilst in- 
cidentally decreasing the fatigue of the workers. Tests 
for certain classes of workers have already been formu- 
lated, as has been done to a larger extent in America, 
aud in Germany. We have heard so much in the last 
few years with regard to psychological investigation that 
there ure many who are beginning to doubt that it will 
lead us anywhere, but a move has been made by the In- 
stitute in the direction of sending trained psychologists 
into various factories, the results of whose work have 
proved to be highly satisfactory, from the point of 
view of both employers and employed. If the confidence 
of the workers themselves can be gained, it is a great 
step forward, because it has long been recognised that 
the suspicion which rests in the mind of the worker to- 
day 15 a stumbling block to the establishment of better 
relations between employer and emploved. Mr. Salmon, 
of Messrs. J. Lyons & Co., who employ some 20,000 
people, spoke of the great advantages which had accrued 
to his firm as the result of the efforts of the Institute. 
By the application of scientific knowledge, the firm has 
been shown how to handle its goods to the best advan- 
tage, and the manual staff has been able to handle 30 to 
30 per cent. more goods, with less physical effort. 
Numerous instances could be quoted in which particular 
firms have benefited, and it is the intention of the In- 
stitute not to forget the practical side of the subject. 

A resolution was passed at the meeting pointing out 
that a more complete and scientific development of the 
nation's human resources and a reduction of wasteful 
and misapplied energy are matters of urgent national 
importance; that the methods adopted by the Institute 
have been shown to reduce costs of production, to pro- 
mote the development of individual ability, to eliininate 
unnecessary effort and fatigue, and to improve the health 
and well-being of the worker; and that it is imperative 
that a national fund should be immediately established 
to enable the Institute to extend its sphere of usefgilness 
and to continue the necessarv researches into the 
scientifie problems involved. It is a very complex pro- 
blem, however, and not one which it is easy to get em- 
plovers to take sufficiently seriously, especially in times 
of trade depression, and it is well that we have such 
enthusiastic workers as those who are trying to further 
the interests of the Institute. 


THE outstanding feature of interest 

The Electricity last week for the electricity supply in- 
Supply Bill. dustry was the passage of the Electri- 
city (Supply) Bill through the Commit- 


tee stage in the House of Lords. For days before the fate- 


ful Tuesday, a formidable-looking load of amendments 
had gradually accumulated—amendments of all sizes, 
big guns and little guns, some indeed warranted to sink 
the ship. And when the Tuesday evening debate began. 
this formidable artillery reverberated ominously in the 
opening strategy of the Marquess of Salisbury. — Like 
the fat bov 1n Pickwick. lie made our blood run cold as 
to what might happen if the House were temerarious 


more time for discussion. 


enough to expose itself to the proposed attack instead of 
taking cover under a '' Select Conunittee; And then 
the unexpected happened. “All went merry as a mar- 
riage bell." There were a few faint-hearted whoops of 
old war-cries, but they quickly died away under pres- 
sure of Lord Peel's suave, business-like handling. In a 
couple of evenings the whole batch of amendments was 
disposed of without the noble Lords having to work after 
dinner. Various factors contributed to this satisfactory 
conclusion, First of all, the Lords seemed in no temper 
to stand any of those vague fulminations about colossal 
expenditures, with regard to which one of our esteemed 
financial contemporaries distinguished itself; and Lord 
Peel’s quiet, reasonable common-sense became conta- 
gious, resulting in a give-and-take policy which 
delivered the whole debate from any touch of rancour. 
In this connection we certainly think that Lord Peel, 
and presumably the Electricity Commissioners as his 
advisers, adopted an attitude which was irreproachably 
conciliatory. — Whenever a concession could be made, 
Lord Peel seemed anxious to make it. We do not mean 
that everyone had what he wanted, or that everyone had 
what he ought to have been allowed, but there was ob- 
viously a great desire on the part of Lord Peel to square 
the Bill with every interest so far as he could) see his 
way to do so. He was firm enough when necessary, ах 
when he would not listen. on principle to апу amend- 
ments based on injury (real or imaginary) to the gas 
interests, and uncompromisingly denied a locus to gas 
qua was. Altogether, therefore, all parties came through 
with general credit, and we hope that when the Bil] is 
submitted to the House of Commons, the same business- 
like dispateh will characterise its passage. 
e 


THe salesinanship conferences organ- 


. Salesmanship ised by the B. E.D.A. during the session 


1921-22, came to an end on Friday, 
March 17th. The conferences have 
been really helpful to those taking part in them, and the 
feeling of the meeting was reflected in the words of Mr. 
Young, a contractor, who proposed a vote of thanks to 
Mr. Beauchamp, Director of the B.E.D.A., for the able 
manner in which he kad organised them. Mr. Young 
sald that the gatherings had been a great help iu 
raising that enthusiasm which had been so often men- 
tioned as a necessary quality in a salesman, and that 
they had been a big force behind the endeavours. of 
many during the winter. The interest which has been 
taken by the industry is exemplified by the large num- 
ber attending and by the keenness with which they 
have entered into the discussions. Indeed, serious con- 
sideration was given to the suggestion made during the 
course of the session that accommodation for a larger 
number should be obtained. and at the fourth lecture. 
acting ‘upon the advice given by various speakers, the 
meetings opened half an hour earlier in order to give 
The conferences were organ- 
ised as an experiment, because it was felt that many of 
those engaged in selling electrical goods had had no real 
training in salesmanship. although thev had spent vears 
in learning the technique of the business, and that by 
getting together and talking on salesmanship some good 
might result. So successful a session must of course be 
followed by another series of conferences next winter. 
Perhaps thev will be on a more ambitious scale. and. 
as was originally hoped, еу may extend to the pro- 
vinces. 

A good deal of the discussion at the last conference 
turned on the poliey of manufacturers of electrical 
apparatus with regard to supplying the publie directly. 
This subject is alwavs interesting. On this occasion 
one well-known manufacturing company, the day before 
the conference. announced that it would not sell direct to 
the publie at a discount. [t is a well-known fact that 
electrical contractors not unnaturally feel very deeply 
on this matter. It was stated at the conference that 
some firms supplied direct to the public. and that 1n 
six cases out of ten discount was given without question. 


Conferences. 
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Cases were quoted by contractors in which they had 
estimated the cost of wiring premises and supplying 
the necessary fittings, but had been subsequently told 
by their clients that they could get discount by pur- 
chasing direct from the makers. ‘This is cutting the 
ground from under the feet of the contractors, who 
regard. it as a short-sighted policy on the part of the 
manufacturers, which will re-act upon the latter. The 
manufacturers’ case was put forward by their represen- 
tatives at the conference, several of whom stated that 
thev had showrooms primarily for demonstrating their 
goods, especially when they were of a specialised nature, 
and that when a customer made a purchase and paid 
cash he was asked for the name and address of his con- 
tractor, whom the manufacturers credited with discount. 

If such a policy were general there is no doubt that it 
would be to the axlvantage of all concerned, except per- 
haps a few purchasers; but there are difliculties, in 
that some buyers falsely represent themselves as con- 
tractors, and in some cases a buver has not a contractor, 
because he may have moved into a new house in which 
he is using electricity for the first time. To get over 
this difheulty it was suggested that if contractors were 
to co-operate for the purposes of providing better 
facilities for advertising and demonstrating electrical 
yoods, the discount could be paid to the town from 
which the purchaser came, and each contractor would 
get his quota, but this involves a much bigger ques- 
tion, and is a matter of time. Competition on the 
part of supply authorities was also touched upon, but 
it was pointed out on their behalf that thev were not 
a bit interested in the sale of apparatus, but merely 
looked upon them as a means to an end. 

All things considered, it is evident that the contractor 
is beginning to come into his own, and that manufac- 
turers and supply authorities alike are showing a 
willingness to extend to him that consideration which 
he considers is his due. For the contractor it must be 
said that he is not slow to recognise it, if the remarks 
at the E.D.À. conference are any indication. Unless 
there is co-operation between the supply authorities. 
manufaeturers, and contractors, there cannot be that 
full development of the uses of electricity which is 


possible. 
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WE were pleased to note in a recent 


University — issue of the Bulletin of the Federation 
Training for of British Industries a questionnaire 
Industry. — circulated to its members on the subject 


of University Training for Industry. 

Addressed to all trades, the questions are necessarilv 
somewhat general, and they invite opinions on the 
value of University edueation to industry, and its pos- 
sible development; co-operation between the trades 
and Universities for purposes of research; and the best 
curriculum and general views and = suggestions аге 
invited. The blunt question is also put—Are Univer- 
sity Graduates better fitted for responsible positions in 
trade than those who have not had such training! 

Our own views on the subject 
engineering industry are fairly 
readers. 

Except in the rarest instances, no man can achieve 
important results in engineering to-day without a 
thorough scientific training such as can only be obtained 
at the Universities, new or old. We go further, and Say 
that а man who aspires to make а name in engineering 
must undergo an intensive training in science to the 
exeluxion of dead languages if he is to bewin his career 
at a reasonably early. age. Life is not long enouch to 
enable апу but an exceptional man to become first a 
classical scholar and afterwards a scientific man. And 
in our opinion anything short of scholarship in the 
classies is largely waste of effort even from a classical 
point of view. Two modern languages are desirable in 
addition to good English, 


as npplied to the 


well known to our 


‘sMience that a man's 


Engineering now embraces so many branches of 
whole time and thought must be 
given up to it from the age of 16 to 21 or 22, and if 
in that period he ean sandwich i in à part of his practical 
workshop training as well, he will be lucky. 

The dav of the ‘ rule-of-thumb "' practical man 
is over, except, as we have said, in the rarest instances, 
where natural genius and extraordinary energy enable 
i man to teach himself as he goes along. The day of the 

‘ well-educated ’’ youth who knows little of science and 
nothing of practical engineering, never existed, and 
never will in our profession. 

In some brnehes of trade, no doubt, a /* liberal educa- 
tion " has its old value, and a public-school boy with 
the usual public-school attainments may score success. 
But engineering is Just as impossible to such a vouth 
ах medicine, or surgery, or the law would be ; though, 
unfortunatelv, the profession is not vet protected like 
medicine, or surgery, or the law, against the unfit. Yet 
Where an Incompetent doctor may kill one sick inan, an 
incompetent engineer may drop a lift-full, or smash 
up a train-full of healthy people. 

To the main question we would therefore answer that 
an indispensable part of the training of all engineers, 
except rare men of genius, is a thorough 
course in à University. 

To suggest improvement in the methods of training 
and a closer co-operation between University Researeh 
Departments and trade, and a better. appreciation 
(from a salary point of view) of the finished product, 
follows naturally: but on these. points we await with 
interest the result of the questionnaire. 


sclentifle 


THE resumed discussion on Mr. R. 
Borlase Matthews's paper at the LEE. 
last week assumed a complexion totally 
differing from that of the first occasion. 
There was an atmosphere of optimism, 


Electricity in 
Agriculture. 


progress, and 
development in which the prospects of farming with the 
aid of electricity assumed a roseate hue, and the enthu- 
siasin with which the case for electricity was presented 
was heartening. Stress was laid on the remarkable pro- 
gress Which electrical methods had made on the Con- 
tinent, especially in South Germany, where, Dr. 
Crowley said, almost every farm was using electricity, 
and Mr. Carney pointed out that so far from electrical 
applications being confined to large farms. it was the 
sinall-holder who derived the greatest benefit from them, 
he being unable to employ much labour. The extended 
adoption of electricity on dairy farms in Demmark and 
in New Zealand has already been recorded in our pages, 
and in a recent article by Mr. Lawrence Birks, chief 
electrical engineer to the N.Z. Publie Works Depart- 
ment, it is stated that the demand for this purpose will 
constitute a large proportion of the total еш for 
hydro-electric power in the Dominion, 

Mr. E. K. Scott struck a novel note when he advo-” 

cated the manufacture of fertiliser by the farmer him- 
self with the are process, whieh, he declared, was еаху 
to carry on, even on a small scale, and could be started 
and stopped at any time, to suit the user's convenience. 
This proposition may be somewhat bevond the capabili- 
ties of the small farmer, but its possibilities in the 
hands of a co-operative body should not be overlooked, 
and the supply authorities especially ought to bear it 
in mind as a useful off-peak load, 

Perhaps the most striking and impressive statements 
were those made by the author in the course of his reply 
—that since the war more than half the motors made 
by Continental manufacturers were destined for farm 
work, and that electricity at 2s. a kilowatt-hour would 
he cheaper than horses. Accepting these figures in view 
of Mr. Matthews’s unquestionable knowledee of the sub- 
ject. it is clear that we have in our rural areas a magni- 
ficent electrical market which is as vet practieally un- 
touched, and the electrical industry is greatly indebted 
to the author for drawing attention to it so effectively. 
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Now in this country, which is unable to feed and sus- 
tain its population except through the importation of 


foodstuffs from abroad, the question of foreign trade is 


WILLIAMS. 


facet that increased production is useless unless there is 


TRADE REVIVAL. 
a sale for the resulting products. 


his. 


ERNEST T. 
Lord Birkenhead, the Lord Chancellor, speak- 


By 
y of foreign trade 


THE ELECTRICAL REVIEW. 
FOREIGN 
be unnecessary in this article to dwell 
It is significant that on November 26th last 
iwo members of the Cabinet made statements on t 


at importance to this countr 


508 
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revival. 


It therefore follows 


ent of Exports (Merohandise) since 1000 A.D. 


In fact, our prosperity can roughly be measured 


by the rise or fall of foreign trade. 


the 


more vital than in a country which can be self-sustain- 
that the keystone of industrial prosperity, good employ- 


ment, mass production, contentment, higher standards 


of living, better education, &c., is foreign trade, and 


ing. 


Showi 


— DIAGRAM No. 1.-ТНЕ FEDERATION OF COMMERCE.— 


All we 


were markets that would 


MILLIONS 


s to the restoration of the 
riendly markets. 


EHHE 
квкапшазп пагапапававвавпанвт- 1093 ar. 


БЗ 


This has been repeated 


aD РА 
Bess 
E c» 
Ф 
ем 
= oe 
. ~ 
ec 
sass 
5 © 
= css 
. eN poo 
z [en © ыж. „н SAS 
~ ы V = ge, 
© + a e ы - "T 
x e ә © y LL 
= — ae Pa ъа" ae 
= 3 feo] 207 Е 
o = eo tad = 
| 25 M oon c S I ou 
э чч Ы. — 7. г ш т фе 
— ы „а ы к. 
паво а a |5555? 
+ N Sat na : $4 = 
"ta Ss с ыш r i 
529 = „а Фф =. Бъ 5 Ф d 
жо oe пац 2 Беста 
Seas ar C HH ROEES 
N æ © Geet oe SE T с 
Ж Boat pe m 
ао = = 2c UU hw a e = 
cS Se И ож. E- 
om Ф oF ee Pim чо Ra SSS 
R3 hes OS © о 2M 5. 
2S v,AZF SES gH 7 д 
BLuu ә = = Ф = 5 
22053 Ф = 77 Фао фф ж 
LO B.E ее Же hob. A. 2 
Cet oS «foe Ор Fy, 
Sar „4-4,9 gum Ф ..0 49 © 
Cu овоа о: ERE Os 
dg aooo 2c d ogo 
ZH О-о me ww -* wu ыр 


through."' 


EIL] 
LLLE] | 
зана ~ Jaon 
sense Secee- век шап 


ae 
FHHHHEHEHHT 
EHHHHHERHHH 
a ^""aaBESSESEUS s 
[i sae - LEE. EI 
HET ILL клм... + 
n аашпиюштв=-. "SESSSERR 
pasame. 28; BA. апавив 
1 aono Sa 
н 
8 басе a 
HENSSSBHIRUMUUS 
HHH 2 \seeeeeeee> 
IPSUM Өз ттш отса паа iow Г e 
onasan . 


1-0 <i 
У HEH an Ht HHHH юа»! L 
ieee я Im ч 
BESEES'IBBEEEE N DN 


13 
i 
ш п ш! 

Н 


$ 
| 
i 


88 
toUs 
в Ы ED D £3 39 Gb «x ona RO ean 
ИЙИНИНИН 
мА 


sa 
y 


+ 
‘te 

e 

a 

C] 
ASTE EA 

H 


ТЕЕ 
nasasa: 


AN 
EERST E БДИ 
ШИШИП 
Srhri AY Sarr 
aa 


5$ 


L| 

Q 
`~ 
Е 
y 


5 
` 

4 
` 


H 
" s 


Е 
Н 
B 


E 
( 
a 
А. 


UL Ilt 014 


А 


| 
TEL 
a 


sua 


Ё | айтташат шзаш = ЕЕЕ : 
iB 


55 

= 

pu 
u 


' 


H ag 

ИНИ 
FAILA AA LEAO | 

HHIBH 


X 

> 

: 
" 


a 

7 
14 
L| 


ss 
лү 
т” = г = үф р* Бю = отр е тзт. 


мі. 
: 
HHHH 


nM m 


'"RPR" 
LAS ` 
Gu 


p. 
з 
ы 
а 
ч 
a 


- 
a 


Б (ғр 


анааша BESK tau 


а, 


- 


ЕРЕЕН 


© 
ij 


~ 


тар Sct 5555-55-55 


ссе ЕЗ9 
BRESEERSSERBESERORSEEERER 


writer 


At the invitation of the Editors of 


the ELECTRICAL Review, the 


a Е. п 7 € s rrr q,.3um um е ы 1 Бе Ф і д 
PES SHEE AVS єсызлтдаегрыдаи ges fa ВЯ 
SSFFSHS штер? wes „оу 
zA = oom ^ a 
E o Ф + ноот а В НОП "зч, 
5 Mo 5 Б а вош аш 5о д Ван додТСтьао д.а 
a See 38 wt om son ат ә ы нео од E 
eS u9232 ЖЕГЕ ЕЕЕ яа BaP a ee 
~ ea Ф . Ы "t A 
5.88 of PRAET tle В. 8. eee aes Ss 
J Ф оа. Ф т, Ф ф` 
ны d Bet gs Bln sca 9555948 
ast ee 9. шае о Sut а Sg * ss 
9. "BOB ws gdm R8S RSS н 5 ae 6 og 
BG ote PS eeaen re eeessk. 55.5482 
Вар” Basos & "Sadon E 
s” sags 5nPeMOMZSSSS.HoBg 9.99» 3 
Mp О $m "з M T = om On ыр hw, Se Bes “з 
5982.59 BeSeaa Tess  ®убёрпад О = 
_ x =| a eS oe 
poe SSS es ES ees sie sug Stes es oE 
Jd» oe 6 VgHuo3g9EXnmg" а 555589 
633403 + оа 99-47 sa a Fm © mO PSO 
gone. To = E CEA 6052 5 а 52985928 c 
n e А * "5 н Ф оон oo 
59 2.658 EOS Pare AGE RS ._ S'S np -Е a 
OBO Be EM BHT SGP hee SS SPARS aA” a 
~ 2..2 © Ф о Ре адет яНе:с оя a, эы оо’ о& 
"C 50 А wu o ci „== 
Pes S оа.д = = © rH me ehh О д DOnaggas VY Ba 
Q & w b Б Ө 4 4 om £ T. ES ho. @ = O ua ы Ob Oe OFS С. 


Japanese. 


1360 TEAR 


On April 3rd, 1922, the Prime Minister stated in Parliament that our. 


1940. 


+ 


/880. 1900. /920 


/860. 


r 


had now fallen to 50 per cent. below pre-war level. 


AMO 


4820. 


foreign trade 


proposes in this short article briefly 
to consider the proposals then put for- 
ward, though obviously it will not be 


possible in the space available to re- 
produce more than two or three of the 


4 


Y 
i 
\ 
| 
1 
? 
i 
! 
| 


this being so, it is somewhat surprising that no con 
certed action has been taken by the people and govern: 


ely recently that the importance 


It is only comparativ 


diagrams or to enter into detailed ex- 
of foreign trade to this 


planations. 


t 


for not only would this be desirable in ord! 


l 
t 


thought to be possible, which proves that, given а sul! 


ted 


our pro 


* 


present burdens of taxation, unem- 


ployment and unrest, call for exceptional measures. 
Even though the flower of our manhood was diver 


ment of this country to deal with this vastly importan 
from productive operations during the war, 


ductive capacity reached a height never previous 
able outlet for production, not only would the unem- 


Ф 
5 
4 
е5 
a =, 
é 
Z.z 
Do 
A» 
© м 
ым c 
fae = 


foreign 


trade on home trade, and the workman has not alto- 


gether understood the dependence of this country on 


foreign markets for its material prosperity. 


It is now 
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country has been realised by the 
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The home trader, for example, failed 
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general public. 
realised, even in labour circles, that greater individual 


prosperity can only be brought about by increased pro- 
duction, which, however, but serves to emphasise the 


t» appreciate the reflex action of good or bad 
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ployment problem cease, but also the prosperity and 
standard of living of the individual would be greatly 
increased. The statement that we can '' produce the 
goods," therefore, requires no confirmation. 

How, then, is it possible to revive our foreign trade, 
and ensure that permanent and steady increase, which 
should follow the introduction of more scientific methods 
of production and the normal increase of population?! 
It has been the writer's privilege to fill positions in pri- 
vate trade, and Government and municipal departments, 
and without entering into a discussion of the various 
reasons, it is his confirmed opinion that trade, and 


that the hub should be the work of trade itself and under 
its control, though it would be desirable to insure that 
full measure of support which the Government, with its 
various world-wide ramifications can give, by having a 
limited representation of the Government as part or the 
scheme. 

Prior to the organisation of the Federation of British 
Industries, the writer had suggested that this hub should 
be called the Federation of British Commerce, and that 
it should be controlled by a Central Board, Council and 
Committees in London, the Board to be made up of the 
following twelve members : — 


particularly foreign trade, is best left in the hands of Engineering, Miscellaneous trades, 
private enterprise. In considering the following pro- Textiles, Finance, 

posals, it is important that this should be kept in view, Transport, Law, 

as any organisation should, in the writer’s opinion, have Agriculture & Fisheries, Government departments, 
for its final and sole purpose the encouragement and Mining, British Dominions, 
assistance of private enterprise in foreign trade. Chemical, Parliamentary, 


of the Empire's 
Resources in Oi, 
Fuels and Metals. 


to Agriculture. 


PRESIDENT. 


Analytical Work. 


the Federation 
= Parliament. 


Answering 
Questions in 
Parliament. 
Attending 
Parliamentary 
Committees 


The Cultivation 
within the Empire 
of Raw 
Materials, &c., 
to make the 
Empire entirely 
self-sustaining. 


The development 
of aay Food 
Imports inte the 


Foreiga 
Minieg Laws. 
The hnpott of 
Metals and all 

Mined Products 


The Export of 
Coal and ali 


Reporting on 
all descriptione 
of substitutes. 


Reporting on all 
new cheniscal 
discuverses which 
тау be beneficial 
to Manufecture 
or to British 
Commerce. 


' Exhibitions. 


and Inquiries 
affecting 


at British 

Requesenting 
V'athament 

om the Board 


The Pashamentary 
Member would be 
a Member of the 


. | in all its Branches 
working wih 


Mined Products, House of Commons 


and his Deputy a 
Member of the 
House of lorda. 


the Techmical 
AE : А Departments of 
the Federasion 
for this purpose. 


British Isles 
from the == 
Dominiom and 


ОтАОВАМ No. II, SHOWING THE GOVERNING BOARD OF THR FEDERATION OF COMMERCE. 


and the foregoing diagram indicates the main items of 
work under the various members. It is interesting to 
note that the first item under the financial meinber is 
““ Currency and Exchange Problems,’’ though at the date 
when the diagram was produced very little was heard of 
such problems. 

The heads of these departments would be members of 
the Board and elected every five years by the trades they 
represent. In a few instances there would be separate 
departments under each member with separate depart- 
mental heads, who themselves would be elected quinquen- 
nially by the trades they represent. Each member of 
the Board would have an elected advisory committee, 
and where there are departmental heads they would also 
have elected advisory sub-committees. The Board, 
committees, and sub-committees would be efficiently co- 
ordinated. The Council would comprise the members of 
the Board, heads of departments, advisory committees, 
and a limited number from the advisory sub-committees. 

Space will not allow a detailed statement to be made 
of the work of this hub, but a little reflection will show 
that as it would represent the united interests and trade 
organisations of the country, it could speak with a voice 
of great authority, and render private enterprise, both 
directly and through the various trade organisations, 
such service as would inevitably lead to a considerable 
impetus in trade revival. For example, there is little 
doubt that the enormous resources and facilities of the 
Imperial and Dominion Governments would be willingly 
and readily placed at the disposal of such an organisa- 


The position to-day has been likened to a wheel, the 
rim of which is private enterprise, the spokes being the 
diplomatic service, Consular services, the Overseas Trade 
Department, chambers of commerce, the federated 
British industries, the numerous trade associations, and 
other organisations which have for their object the 
assistance of private enterprise. It is a remarkable 
fact, however, that no ud exists into which these spokes 
are joined. and therefore the trade wheel cannot be said 
to have been completed, or to be in a position to re- 
volve efficiently for foreign trade expansion. It would 
appear to be obvious that the first step towards reform 
should be the building up of this hub, and the satis- 
factory connecting to it of the spokes. 

A critic might state at this juncture that ‘‘ we are sick 
of committees and organisations," but that would be 
hegging the point. A wheelwright might be tired of his 
job after constructing the rim and spokes of a wheel, 
but it would be folly for him to fail to complete the hub, 
without which the wheel itself cannot be complete, and 
the writer would earnestly maintain that it is just as 
foolish to fail to complete the foreign trade hub, for 
without. it many of the enormous possibilities of the rim 
and the spokes are rendered latent, whilst with such a 
hub they would be far more valuable and important to 
private enterprise than at present. 

For many уеягв it has been thought that this hub 
should be provided by a Ministry of Commerce, but the 
writer feels that there is a better way than introducing а 
new Government department. He would rather suggest 
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tion, in which the Governments themselves would be re- 
presented. 

The writer considers that the above is-the first step to 
b2 taken, but it is desirable to indicate what further ex- 
pansion could and probably would readily follow the 
establishment of suck an organisation. 

In all large world centres there are leading diplomatic, 
Consular and trade representatives, and, referring again 
to the analogy of a wheel without a hub, there is the 
same lack of co-ordination of British interests, as at 
home. It would therefore be desirable to provide simi- 
lar Divisional Boards in these centres, though on a much 
smaller scale than the Central Board. These Divisional 
Boards would deal with local problems, but would be 
under the direction of the Central Board in London. 
The following diagram indicates the centres in which it 
is proposed such Boards should be established : — 


It is interesting to note that in ‘‘ Reflections of a 
Financier," recently written by Mr. Otto Kalin—one of 
America's leading financiers—who threw all his re- 
sources and energies into the cause of the Allies, the 
question of economic organisation is dealt with. In one 
of his essays he discourses on '' The need for a general 
economic staff," and points out that America—and for 
that matter other countries—failed to take full advan- 
tage of the ‘‘ unprecedented opportunities within their 
grasp after the Armistice.” Не says :— 

‘ We should have had (as some of us urged during the 
war) in one of the departments of the Government a com- 
petent economic general staff, with well matured plan: 
prepared and ready for the occasions as they arose. 
Some of the opportunities then before us are no longer 
recoverable, but many others remain. . . . If, however, 
husiness pulls one wav, labour another, farmers a third, 


CENTRAL BOARD IN LONDON. 
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DiAGRAM No. ILI, SHOWING THE PROPOSED ARRANGEMENT OF DIVISIONAL BOARDS IN THE FEDERATION OF COMMERCE. 


It is thought that the divisional boards should have 
heads for the following departments :— 

Engineering, 
Textiles, 2 
Agriculture and Mining, 
Miscellaneous (including Transport, Chemical), 
Finance and Law, 
Diplomatic and Consular Services, 
Dominions ; 


and there is little doubt that small local British Advisory 
Committees could be formed for each of the departments 
named, 

It will be seen that the formation of such divisional 
boards would result in stiffening up, or strengthening, 
the position of the local British representatives, which 
would be all to the good of British trade. In addition, 
it will be clear that the advantage to the central board 
in London of being able to obtain direct expert opinion 
on the spot, concerning the many complex problems that 
would have to be dealt with, would be an asset of great 
value. The formation of divisional boards should, 
therefore, be the second step in the reorganisation neces- 
sary to secure foreign trade revival. 

A superficial study of a map of the world will at once 
show what vast areas would be covered by these divisional 
boards, and it would no doubt follow in due course that 
they would decide to establish District Commissioners in 
the more important centres. Such district commis- 
sioners would require small local staffs of natives, who 
should, however, be specially trained to deal with the 
various branches of industry. 

As a result of the appointment of such district. com- 
missioners, it would no doubt be desirable later to ap- 
point Vatire Agents to work under them. It would be 
the duty of such agents to hunt round for trade open- 
ings and to assist the representatives of British firms in 
their districts to obtain orders; for after all, the crux 
of the whole problem of foreign trade is the assistance of 
private enterprise on the spot in order that new trade 
ean be created, new concessions obtained, and various 
openings developed. 


and Government or politics a fourth, the result is much 
waste motion and lost effort, and a serious impairment 
of our national effectiveness. 

lt will be seen that the writer of the present article 
advocated, and still advocates, a somewhat similar line 
of policy, with the following two important difer- 
ences, £e. (а) that this Council should deal with foreign 
trade only, a sufficiently important subject in itsel:. 
and (^) that this Council should not be a branch of a 
Government department, but set up and controlled bs 
Trade itself, with merely Government department 
representation, 

The question will naturally be raised as to how such 
an organisation as that proposed could be financed, and 
in this respect it is very important to bear in mind that 
the cost as compared with our foreign trade would he 
very small indeed, and that the benefits to be derive! 
should be out of all proportion to the cost. [t has been 
suggested that a very small ad valorem percentage might 
he voluntarily paid by exporters who participate in the 
scheme, so that their contribution would bear some 
direct proportion to their actual exports. In the initial 
stages it is probable that Is. per £100 (one twentieth a! 
1 per cent.) would cover the charges. — In view of the 
heavy demands on the Exehequer for unemployment 
doles and relief work, it is anticipated that there would 
not be great difficulty in getting some Government back 
ing, as the direct saving to the Exchequer of a scheme п 
this kind would be enormous if it tended to help the 
revival and extension of trade. Similarly it is though 
that banks and financial houses would be willing to make 
a contribution. The scheme could. probably be started 
bv the Government undertaking to make good any 
deficieney in the annual balance sheet up to bnt not ex 
ceeding £250,000 per annum. It is hoped that once the 
scheme got well started there would be no deficit and n» 
eall on. the Government guarantee. If. exporters wh» 
were members of the organisation did export. trade to 
the vaTue of .£500,000,000 per. annum, Is. per £l! 
would represent an annual income of £250,000, A 
simple way of collecting this revenue would be to issue 
(under authority) stamps suitably endorsed , with the 
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name of the organisation, which could be affixed to bills 
of lading. 

Without entering into this further, it will be seen that 
а very simple means could be devised of collecting the 
revenue. Firms and associations joining the organisa- 
tion would, for this small contribution, be able to call 
upon the organisation's influential resources throughout 
the world, but at the same time would be entirely free 
from any kind of control. 

Space does not permit of the consideration in detail 
of these facilities, which, however, would be very con- 
siderable. Apart from this direct benefit, however, 
there would be the indirect advantage of the influence 
the organisation would have on trade as a whole, speak- 
ing as а co-ordinated inter-Empire and representative 
authority on trade questions. 

It is vital to the well-being of the Empire that we 
should greatly increase our Inter-Empire trade, and an 
essential part of the scheme is the full participation of 
our Dominions in it. It has been shown in the booklet 
upon this subject how this could readily be arranged by 
enabling any Dorininion to be represented at its own cost 
on the Central Board, Divisional Boards, and District 
Commissioners’ Staffs. Unless some such scheme as this 
iscarried out at an early date, the Dominions will make 
their own arrangements for trade representatives, and 
the possibility of having a joint Empire organisation 
will for ever be lost. 

Many leading business men who have studied the 
scheme have been impressed with its great possibilities, 
but there appears to be a tendency to leave any steps of 
this kind to the Government. On the other hand, the 
attitude of the Government has been to leave the initia- 
tion of such schemes to private enterprise. It is ex- 
ceedingly unfortunate that this ‘‘ leaving it to the other 
fellow’ attitude is persisted in, as it is now evident that 
it will take the united efforts of all concerned to bring 
about economic stabilisation, and restore British trade 
to its rightful place. ` If one or more powerful trade 
groups took the initiative, there is little doubt they 
would meet with quick response from the Government, 
Which is at its “wits? end ” to know how to deal with 
trade revival and the unemployment problem. To men- 
tion but one of the very urgent matters in which the 
organisation could play a leading part, we need only 
refer to the question of currency and exchange. The 
financial member of the board and his advisory com- 
mittee, representing the financial interests of the Em- 
pire, could, in co-operation with the various trades 
represented, put forward with no uncertain voice a 
demand for international action, and incidentally, the 
gganisation could give valuable expert advice to its 
lembers оп the various exchange and currency prob- 
lens in any part of the world to which they may be 
exporting. 

The writer believes that the setting up of a Roval 
Commission to report on the subject of foreign trade 
revival—or any other similar temporary expedient— 
would be quite inadequate. 

Similarly the occasional calling in of a few business 
wen to give advice to the Cabinet only touches the fringe 
ot the subject. What we need is a Trade Council—or 
Parliament—under the control of trade itself, with a 
permanent, live board of experts, any one of whom can 
be changed quinquennially if the trade he represents 
desires to make such a change. These gentlemen should 
be the best experts obtainable in each trade, and though 
the salary (say £3,000 per annum) may be considerably 
lower than such men’s market value, vet their public 
spirit, together with the honour of being elected to and 
of holding such & position, would no doubt help to 

ttract the right men. А point of very great import- 
ince is that they would be able to devote the whole of 
their time, energy, and thought to their own par- 
ticular branch of trade, and in this work they would 
he assisted by their expert advisory committees. 
Foreign trade should be dealt with as a non-political 
subject, and the best brains of the country should be 


secured to devote their attention to the carrying out of 
à progressive progranime and continuous policy. 

Fluctuations in trade should, as far as possible, be 
foreseen and provided for. If, for example, such a 
board had been set up after the Arnustice, it is certain 
that it would have realised the temporary nature of 
the boom and have forecasted at an early date the inevi- 
table slump, and would, with an authoritative voice, 
have issued à warning which would have saved business 
firms many millions sterling and have prevented the 
sudden collapse which has so undermined that 
confidence which is essential to good trade, that it is 
likelv to be a long time before it is fully restored again. 

The board should be the expert medium for advising 
and assisting in foreign trade matters generally, whether 
this concerns the development of new resources for ob- 
taining raw material—cotton for example—the impor- 
tution of raw material from the best and cheapest world 
sources, or the export of our manufactured or other 
products. The board would be of great value in advis- 
ing the Government on all matters of trade and coin- 
merce. 

In conclusion. there is a feeling abroad that we have 
only to ‘‘sit tight”? and things will come right of 
themselves, and there may be something in this if we 
are prepared to wait a number of vears, but in the 
meantime what 1s to be done to alleviate the misery and 
wretchedness and the danver of national strife ever 
lurking in the shades of bad trade? The sooner we 
address ourselves seriously to taking concerted action 
on this important problem the sooner shall we regain 
something of the prosperity of pre-war years. Nay, 
even more—the possibilities opened up by adopting 
efficient methods of foreign trade expansion are suffi- 
ciently great to make us believe that the future holds 
very much more of prosperity than the past if we but 
take steps to realise it, and the writer submits that it 
is the duty of our traders to address themselves to this 
problem, and use every effort to obtain such united 
action as alone can bring about the desired result. 


The U,$. Federal Power Commission.—The first annual 
report of the Federal Power Commission discloses the fact 
that prior to 1920 there was comparatively little water-power 
development. The flood of applications which has followed 
the passage of the Federal Water Power Act of 1920 and the 
projects on which, notwithstanding the industrial depression 
and the uncertain financial situation, construction has already 
started under licence issued by the Commission, is abundant 
proof, both of the extent to which former legislation stood 
in the way of power development and of the generally satis- 
factory character of the present law. 

In the 16 months following the passage of the Act there 

were filed with the Commission 185 applications for prelimi- 
nary permit and 55 applications for licence to develop water 
power, 260 in all, which, after deducting conflicting applica- 
tions and those rejected or withdrawn, aggregated — the 
stupendous totals of 11,060,000 primary and 6,766,000 
secondary h.p.. or 16.826.000 h.p. of estimated installation. 
This is twice the water power which has been developed in 
the United States to date, and exceeds the combined potential 
water-power resources of Norway, Sweden, Finland and the 
Arctic and Baltic drainages of Russia. It is 70 per cent. 
greater than the combined resources of France and Italy. It 
is from five to six times greater than the aggregate of all 
applications filed with tbe Federal Government during the 
receding 15 vears. 
i The Moms could not, of course, absorb at once all the 
power projected for development, and many applications may 
never be carried out. It is believed, however, that the 
greater part of the works involved will eventually be con- 
structed. To complete the projects applied for will require 
capital exceeding in the aggregate two billions of dollars. The 
colateral expenditures for distribution systems, for cus- 
tomers’ installation and in accessory industries will be several 
times greater. Much time and care has been devoted during 
the year to compilation of the rules and regulations govern- 
ing administration of the Federal Water Power Act. The 
first ten regulations included matters which had been 
covered in considerable degree by regulations under earlier 
laws: the remaining subjects to be covered were largely new, 
—Journal, A.I.E.E. | | 
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TEMPERATURE STRESSES UNDER SHORT-CIRCUIT CURRENTS. 


By Н. S. HOLBROOK, B.Sc, A.M.LE.E, Assoc.A.1.E.E. 


GENERAL. 


Тнк short-circuit currents which occur on modern 
electrical systems are so large that small section con- 
ductors in the path of the current reach a very high 
temperature in a short space of time. There are usually 
such conductors in the primary windings of small 
ampere-rating. imulti-turn primary current trans- 
formers. It is, therefore, necessary when installing 
current transformers on large systems to consider the 
possible short-circuit current through the circuit and 
to state a limit to the minimum primary rating of cur- 
rent transformer which can be employed. 

On the usual short-circuit conditions the time is so 
short that there is no appreciable dissipation of heat 


o_o 
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during the period of the short circuit. All the heat 
generated is absorbed in the apparatus in raising its 
temperature; for example, there is a case on record 
where the current through a rubber-insulated cable 
forming a potential transformer connection was so great 
that the copper was volatilised, bursting the cable, and 


CURRENT OENSITY 


FROM :09* C TO 300° C 


vet the rubber insulation showed no signs of heating, 
but still wore the i impress of the strands of wire. 
It is convenient to consider this subject in four sec- 
tions: — 
(1) Temperature rise with direct current or 
alternating current of constant r.m.s. value. 
(2) Limiting temperatures and current densities. 
(3) Short-circuit currents in practice. 
(4) Recommendations for minimum size of current 
transformers. 


(1) TEMPERATURE RISE WITH CONSTANT CURRENT. 


In estimating the temperature rise, allowance must 
be made for the increased heating due to the increased 
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resistance of the apparatus as its temperature rises. 
If we do this and assume the usual figures for the 
physical properties of copper, we deduce the curves 
given in figs. 1 and 2, which show how the temperature 
rises with the time for various current densities. It 
will be noted that for higher densities the rise is almost 
instantaneous, which shows the undesirability of extra 
heavy overloads for even a short time. 


(2) Limitinc TEMPERATURES AND CURRENT DENSITIES. 


To utilise the curves in fig. 1 and fig. 2, it is neces- 
sary to consider limits for the initial and final teni- 
peratures of the apparatus during the short-circuit 
period. 


CURRENT DENSITY | 
TO RAISE THE TEMPERATURE ——4 

FROM :05* C TO 300° С 
IN GIVEN TIME INTERVAL 


Fig. 3. 


The initial temperature will be that attained by the 
windings under normal load, and in the curves given 
later it has been assumed that this limit of working 
temperature is 105 deg. C. 

The maximum temperature which we may permit de- 
pends on how often and for how long the apparatus will 
be exposed to short circuits, and on the temperature 
characteristics of the insulation. Obviously the wind- 
ings must not be permitted to reach even momentarily 
a temperature at which gas is explosively evolved. It 
has been experimentally determined that this occurs at 
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about 350 deg. С. for the class of materials in general 
use. A limit of 300 deg. C. is therefore suggested for 
the highest temperature which may be attained during 
the short-circuit period. 

Using these figures for the limits, namely, 105 deg. 
C. and 300 deg. C., we can deduce from figs. 1 and 2 
the permissible current density for short circuits lasting 
a given time. In this manner we obtain figs. 3 and 4. 


(3) SHORT-CIRCUIT CURRENTS IN PRACTICE. 

If a circuit is fitted with definite time-lag relays, it 
їз desirable that the possible short-circuit current in 
any circuit be calculated. If, however, the oil switch 
has no delaying device, the following may be noted. 
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In practice the current during a short circuit in а 
big power station Is not generally constant. If the 
short circuit occurs when the voltage wave is passing 
through its zero value, the short-circuit current will 
experience a ‘‘ doubling’’ effect, and there will be a 
transient depending on the ratio of the circuit reactance 
to the circuit resistance. Also, the line voltage will 
venerally drop, due to armature reactance, &с. Fig. D 
shows how the current varies in a typical case. This 
diagram is not plotted for more than 10 cycles, corres- 
ponding to 0.2 second on a 50-cycle system, as the 
B.E.S.A. recommends the assumption. of that time 
interval as the time required to open a modern ‘“‘ in- 
stantaneous "' oil switch. 

In the majority of stations it 1s,. however, standard 
practice for the switchboard attendant to close any 
circuit breaker which trips automatically, and if this 
is done before the short circuit has cleared itself there 
will be in consequence a second rush of current. It is 
nearly correct to assume that the temperature produced 
by two such rushes of current, is the same as would be 
produced by constant current of the r.m.s. value of 
the current in fig. 5 taken over the whole short-circuit 
period. 

The r.in.s. value for the whole short-circuit period 
with the current varying as shown in fig. D, is eight- 
and-a-half times the full-load r.m.s. current, if the 


current is supplied by a generator having 10 per cent. 


effective impedance under short-circuit conditions and 
assuming that the current is limited only by the 
generator impedance. 


b 
(4) Мімімуом Size or CURRENT TRANSFORMERS, 


From fig. 3 the limiting density for a current of con- 
stant r.in.s. value producing a limiting temperature of 
300 deg. C. at the end of 0.4 second is 160,000 amps. 
per square inch. 

It is common practice to run the prinary windings 
of current transformers at a current density when 
carrying rated primary current of 1,500 amps. per 
square inch. 

If we consider a case when all the generators are avail- 
able for feeding a short-circuit current passing through 
one current transformer, and assume the fault has no 
resistance and that there is only the generator react- 
ance to limit the short-circuit current, then it follows 
from the above notes that the primary current rating 
for that current transformer must not be less than the 
conibined full-load rating of all the generators divided 
by (160.000)/(8.5 x 1,500), z.e., the rating of the cur- 
rent transformers must not be less than 1/(12.5) times 
the combined full-load current rating of all the genera- 
ting plant. 

Of course, in practice the fault has usuallv appreci- 
able resistance, and smaller current transformers than 
given by this rule have been used with satisfaction. 
Again, the use of feeder reactors and bus sectionalising 
reactors helps to reduce the severitv of the short-circuit 
currents. It is preferable, therefore, in all cases, and 
especially when the circuit breakers have time lags fitted, 
to calculate the short-circuit current for the particular 
case and estimate the minimum permissible rating of 
the current transformer with the aid of figs. 3 and 4. 


* 


ELECTRICAL DEVELOPMENTS IN SOUTH AMERICA. 


[From Our Special Correspondent.] 


Tus electrical power plant of the Argentine State Rail- 
ways at Tafi Viéjo, in the Province of Tucumán, is about 
to be further extended. The plant, which has a capacity 
of about 2,000 h.p. in six vertical, triple-expansion en- 
gines, direct-connected to 240-kW, 220-volt direct- 
current generators, is considered one of the most com- 
plete in Argentina, having been in operation since 1911. 
So far, the largest hydro-electric plant erected in the 
district 18 that owned by the Compania Hidro Electrica 
de Tucumán, on the Lules River, now in the tenth year 
of its operation. Argentina presents a favourable field 
for the introduction of small electric plants, in addition 
to electrical supplies, such as lubricating oil, belting, 
lamps and accessories. 

Electrically-operated machinery has been adopted in 
connection with a new blast furnace erected in Jujuy, 
the first of its kind in Argentina. Large beds of lead 
and iron ore in the vicinity are being treated, the enter- 
prise employing between 90 and 100 men, and producing 
about 24 tons per diem. So far success has attended 
the enterprise, and it is thought that a wider employ- 
ment of electrical machinery in similar industrial enter- 
prises will result. | 

Electrical machinery is becoming more in use upon 
Argentine sugar-plantations, especially in the districts 
of Tucuman and Mendoza. At the end of last year three 
large plants had been erected in Tucumán, and four 
others owned by the Compañia Anglo-Argentina, in the 
same district. Electrically-operated shops have been 
erected by the Central Argentine Railway, at Perez, near 
Rosario, while the port-works in the same citv have now 
completed their plant, developing 1,000 kW, manu- 
factured by Messrs. Schneider et Conipagnie, at Creusot, 
France. The internal combustion engines in use show 
a variety of makes, including British, French, Italian, 
American, and German. 

The Province of Santa Fé, Argentina, which pos- 
sesses a number of important. waterfalls that could be 


. of United States firms. 


utilised for the development of electric power, is con- 
sidering a wide extension of hydro-electric power plants. 
Several concessions have been applied for, the majority 
of which will doubtless be granted. At the Bamba plant, 
Cordoba, the head is about 95 ft., and at the Calera 
plant, located in the same district, the fall is about 
145 ft., while at the Rio Priméro the turbines operate 
with a head of about 35 ft. 

A new electrically-operated omnibus line has been 
authorised for the city of Buenos Aires, destined to itn- 
prove passenger transport facilities between the various 
railway stations and outlying suburban districts. 
Four lines in all will be established, uniting the follow- 
ing points: Once de Setiembre and Constitución rail- 
way termini, belonging to the Buenos Aires Western 
and the Buenos Aires Great Southern railways respec- 
tively; Once de Setiembre and Retiro, the terminus of 
the Buenos Aires Central Railway; Retiro and Consti- 
tución; and Plaza Congréso and Plaza Italia. 

The Argentine market for electrical goods, hithegto 
largely dominated by Germans, presents at present a 
field 'of great competition upon the part of British, 
Italian, Dutch, and other European manufacturers, in 
addition to-a strong bid for supremacy upon the part 
Two of the largest German 
manufacturers are maintaining local branches, and carry 
large stocks of electrical apparatus, besides maintaining 
travelling salesmen to all parts of the Republic and 
technical staffs to assist in planning designs for central 
stations. Italian interests are centred in two large 
branches of home factories. the methods of selling 
adopted being much about the same as the German. 
Only one British manufacturer of electrical goods has 
arranged direct representation, and this through an 
affliated company. A Dutch factory has proved a 
strong competitor in the lamp market since 1914, sales 
being conducted, through a representative, to large 
dealers only. A considerable amount of advertising is 
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carried on, and heavy stocks are maintained, most of 
them being on consignment to agents. The position of 
American manufacturers is also very strong, with direct 
factory branches of four of the larger United States 
firms and permanent resident representatives of three 
or four other leading companies. On the whole, Euro- 
pean designs are preferred, and machinery is rated in 
accordance with European specifications as regards 
heating and overloads. The supply lines are mostly 
heating-appliances, incandescent lamps, insulators, in- 
sulated wire and lamp sockets; strony competition is 
met with in all these from local manufacturers. 

The continued high price of imported coal in Brazil 
has rendered the emplovinent of hydro-electric power 
more popular, several of the newest factories having 
arranged to introduce electrical motive power. Among 
these is a new sugar-mill inaugurated in the State of 
Rio de Janeiro, near the Tangua station of the Leopol- 
dina Railway, the first sugar-mill to be introduced en- 
tirely operated by electrical power, although an 
auxiliary. steam-plant has been provided in case of 
emergenev. In Parahyba, what is regarded as the 
largest. and most up-to-date tannerv in South America 
hus just been completed with a plant fitted with new 
electric tanning machinery. The work turned out is 
said to be on a par with that of the best tanneries in 
other parts of the world. A third factory to be 
equipped with electrical plant is the Fabrica do Ful- 
nminante Nacional e Polvora Jacare, which is now manu- 
facturing fulminate and powder of very high grade at 
Novo Truasst. Electrical machinery to be introduced 
is expected to prove highly successful as well as 
economical. 


Similarly-operated machinery is contemplated in 
connection with an oleo-margarine factory, the enter- 
prise of a Dutch syndicate, and with a phosphorus fac- 
tory located at Sao Jeronymo, the property of the Minas 
Railway Co., in the State of Rio Grande do Sul. The 
machinery has been ordered to special design in France. 

The Mexican Government continues to offer induce- ` 
ments for the establishment of hydro-electric plants in 
or near the Federal district, supplementary to, and, 
consequently, in competition with, existing power 
plants, mainly owned by British corporations. A recent 
decree has been issued reducing Federal taxes on the use 
of water for power and irrigation, and, among other 
proposals under consideration, are two subinitted by 
Mexicans for irrigation and hydro-electric plants. 

Two electrical installations have recently been 
adopted by two industrial enterprises at Mazatlan 
(Mexico), the first in connection with a cigarette factory. 
acquired by an American firm; and the other in 
relation to a new brewery to be worked by electrical 
machinery. for the first time in this district. The 
daily capacity of the brewery is 90 barrels of beer, 
and eight tons of ice. 

A concession for an electric railwav has been granted 
t» certain interests in Lima for a line from that city 
to the bathing resort of La Punta. The original con- 
cession was for a double-track road, but this has now 


‘heen modified so as to permit of the construction of only 


11 km. of single track from Lima to the village of Bella 
Vista, which must be put into use within eighteen 
months from the date of the contract. The prolonga- 
tion to La Punta and the double tracking of the line 


‘must be completed within an additional two years. 


THE ELECTRICITY WORKS OF GENNEVILLIERS. 


GENNEVILLIERS is a suburb to the north of Paris, 
situated on the left bank of the River Seine, and not far 
from St. Denis—about 10 km. (61 miles)) from Notre 
Dime. 
erected, and is in course of equipment with plant which 
will have a rated output. of 200,000 kW, and шау be 
extended to 320,000 KW ; it is therefore with some justice 
that the elann is made that this will be the most powerful 
generating station in the world. The first turbo-alter- 
nator, of £0,000 KW, was recently set in operation, and 


On this site a huge new power station has been 


we think that some particulars of the installation шау 
be of interest to our readers. 

The work was undertaken by the Union d’Electricite, 
and was carried out under the direction of M. E. 
A full account 
of the station is about to appear in La Rerue Indust- 


Mercier, deputy manager of the Union. 


ree * aud a deseription of the civil engineering works 
appeared in. the Mareh issue of that journal over the 
signature of M. G. Mercier, Engineer-in-Chief of 
Bridges and Roads, who was in charge of this part of 
the undertaking. For the particulars that follow, we 
are indebted partly to our French contemporary, and 
partly to the Union d’Electricite, from which we also 
received the photographs here reproduced. 

It should first be explained that during the war the 
various power stations supplying electricity. to Paris 
were heavily overworked, and by the return of peace re- 
quired extensive overhauling and renovation. On the 
other hand, some of the old. stations generated three- 
phase, others two-phase current, at four different fre- 
quencies, and innumerable supply pressures were in use 
(how like London !). Hence it was decided to seize the 
unique opportunity for reorganising the distribution of 
electrical energy in the metropolitan area, and the 
о edition will be published in. English; see our ‘* Book 
NOTICES, 


Union d'Electricité was formed for this purpose in 1919. 
This project was only made possible by the fact that the 
various supply authorities realised that it was devised 
in their best interests. 

The programme of the Union for the unification of 
electricity supply comprised the erection of a 200,000- 
kW three-phase power station, generatiny at 50 cycles, 
6.000 volts, and the successive closing of the old power 
stations; the establishment of a vast underground net- 
work of transmission mains surrounding Paris and 
branching out towards neighbouring towns; апа the 


Pig. 1.—GENNEVILLIERS ELECTRICITY Works (January, 1922). 


erection of sub-stations in each of the existing supply 
areas to lower the pressure to the local supply voltage. 
the respective undertakers becoming solely distributing 
authorities. 

The finance of this great project, embracing an outlay 
of nore than 250,000,000 rancs, was based wholly upon 
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theenomomy that would be effected by the generation of 
electricity in-one huge station of the most modern design, 
a compared with the cost of running the old power 
stations. | 

The scheme, so sympathetically received by those most 
directly concerned, was no less heartily welcomed by the 
public authorities ; moreover, it harmonised with the 
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Ете. 2.—TRANSVERSE VERTICAL SECTION, 


general scheme of unification of electricity supply for the 
whole of France which was being developed by the Minis- 
try of Public Works, and which will eventually enable 
the metropolitan area to be linked up with the hydro- 
electric power stations on the Rhone, the Rhine, and the 
“ Massif Central," as well as the northern collieries. 
The site of the Gennevilliers power station covers 
about 25 acres, and is provided with a wharf on the 
river, a railway siding, and a large coal storage area. 
The turbine-room is of steel construction with a rein- 
foreed-concrete foundation, and brick filling ; its dimen- 
sions are 24.5 by 92.5 m., with a total height from the 
footings to the roof ridges of 42 m. It will contain five 
generating sets, of 40,000 kW each, with provision for 
extension to eight sets. Each set is mountéd on a 
hollow platform of reinforced concrete carried by six 
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Fia. 3.—SECTION or Tursine-Room. 


columns of the same material, which rise from three 
heavy longitudinal walls running from end to end of the 
room. - Beneath and between the turbo-alternators are 
situated the condensers, air-coolers, and auxiliary 


plant; and beneath thesé again ate the lead and return . 


ducts for the circulating water, the former being in 
duplicate. Two travelling cranes, respectively of 20 
and 100 tons difting capacity, serve the turbine-room. 
Alongside of the foundations of the generating sets are 
two galleries for cables and filtered air respectively, and 
next to these comes the transformer room, with a large 
batterv room 1n the basement. 
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GENNEVILLIERS ELECTRICITY WORKS. 


The transformer room is as long as the turbine room, 
and is of similar construction, 5 m. wide, with a 40-ton 
travelling crane. Beyond this room is the low-pressure 
(5,000-volt) switchgear room, 7 m. wide and 84$ m. 
long, in three stories; besides the main switchgear it 
houses the auxiliary switehgear at 3,000 volts, the d.c. 


Еа. 4.—SraATOR or 40,000-kW ALTERNATOR. 


switchgear at 500 volts, and the three-phase switchgear 
at 220 volts, as well as the auxiliary transformers, the 
telephone exchange, the ‘‘ dispatching " room, and the 
air filters. 

The boiler-house is constructed of reinforced concrete 
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with a steel-framed roof, and is 51 m. wide and 86 m. 
long. It contains two rows of boilers, one consisting of 
10 Babcock boilers and the other of five of the Stirling 
type. In the basement are railways for the removal of 
ashes, &c., and above are coal bunkers having a total 
capacity of 3,800 tons. 

The high-pressure switch-room (60,000 volts) is se- 
parated from the low-pressure switch-room by a covered 
way, and is 106 m. long by 29 m. wide; it is built of re- 
inforced concrete columns with a low-pitched roof. 


Fra. 5.—Rotor or 40,000-KW ALTERNATOR. 


The Stirling boilers were supplied by the Compagnie 
Fives-Lille, and work at a pressure of 355 Ib. per sq. 
in. They are fitted with Erith-Riley stokers, made 
by the Société Fama, and have each a heating surface 
of 22,600 sq. ft., with a guaranteed evaporation of 
175,000 lb. of water per hour. The superheater has a 
heating surface of 10,764. sq. ft., the economiser 12,915 
sq. ft., and the air heater 19,350 sq. ft. The Babcock 
boilers are equipped with stokers of the Babcock and 
Wilcox type, made by the S.A. des Fonderies et Ateliers 
de la Courneuve, which also supplied 
the boilers. The heating surface of 
each boiler is 14,000 sq. ft., that of 
the superheater 8,190 sq. ft., that of 
the economiser 17,235 sq. ft., and 
that of the air heater 24,120 sq. ft., 
the hourly evaporation being 
116,000 Ib. 

The Prat svstem of forced and in- 
duced draught is used. 

The turbines run at 1,500 r.p.m., 
with'a steam pressure of 313 per sq. 
in., the temperature of the steam 
being 707 deg. F. Three complete 
sets are being supplied by the So- 
ciété Alsacienne, one set and one 
alternator by Messrs. Schneider and 
Cie., and one turbine by Messrs. 
Escher Wyss & Cie., of Zurich. 

We give herewith views of the 
component parts of these large sets. 
It is interesting to note that the 
alternators are cooled with air flow- 
ing in a closed circuit, with auxi- 
liary cooling by filtered air. The 


alternator, as well as tbat due to friction in the bear- 
ings, and the condensate, withdrawn from the main con- 
denser at the highest possible temperature, is reheated 
by bleeding the turbine in the low-pressure stages. The 
arrangements that have been made permit of the satis- 
factory cooling of the hot air from the alternator and 
the oil which has circulated through the bearings, and 
the return of the heat energy to the boilers. 

The feed-water is heated first to about 176 deg. F. by 
partly expanded steam, then up to 212 deg. in a hot- 
well into which the exhaust steam 
from auxiliaries is led; afterwards 
it is degassed and passed through 
the steel-tube economisers, which it 
leaves at a temperature of 320 deg. 
F. 

The products of combustion leave 
the boilers at 730 deg. F. and the 
economisers at 430 deg., after which 
they pass through air heaters, before 
going to the chimney at 300 degrees. 
The air supply to the boiler fur- 
naces, by passing through the air 
heaters, is raised to a temperature of 
about 190 deg. F. The main con- 
densers have each a cooling surface 
of 3,500 m^, and the duplicate circu- 
lating pumps have each a maximum 
output ot 6,750 m^ per hour. 

The turbine is of the Alsacienne- 
Zoelly type, built by the Société Alsa- 
cienne at Belfort, and has 10 impulse 
wheels, of which the first seven are 2 m. in diameter, of 
Martin steel, and the three low-pressure wheels, of nickel 
steel, are 2.8 m. in diameter. The hollow shaft is of 
Martin steel, and the blades of nickel steel; the last of 
these are 573 mm. in length, and are galvanised and 
polished to avoid corrosion and reduce friction losses. 
The weight of the turbine rotor complete is about 18 
tons. "The cast-iron exhaust chamber weighs 70 tons. 

The Delas condenser is 6.8 m. long and 3.8 m. in dia- 
meter; the shell is of riveted sheet, and contains 7,500 


first. set 18 ш орегайоп, the second | Га. 6.—ALSACIENNE-ZOELLY 40,000-KW TURBINE. 


in course of erection, and the third 

due for delivery. In the design of 

the plant, every effort has been made to secure 
the highest possible economy of heat energy with- 
out too greatly complicating the construction. In 
particular, the dimensions of the turbine have been 
caleulated to attain a very high thermodynamic 
efficiency, and special attention has been devoted 
to the recuperation of losses hitherto regarded as 
inevitable, including the bulk of the heat energy 
dissipated in the iron, copper, and ventilation of the 


tubes. Two condensate pumps and three Delas ejectors 
are provided, one pump being driven by a motor and 
the other by a steam turbine; either pump can deal with 
the whole of the load. 

The reheating of the condensate with steam from the 
7th and 8th stages of the turbine is effected in ''auxi- 
liary condensers," through which the condensate, parti- 
ally heated by the air and oil coolers, circulates. 

The cooler interposed in the closed circuit of air pass- 
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ing through the alternator is of the tubular type with 
a surface of 1,000 m’, and is cooled by the condensate 
from the main condenser ; when full of water, it weighs 
about 38 tons. Every precaution has been taken to pro- 
ride for economical running at light load, or when the 
temperature of the circulating water or that of the con- 
densate is unduly high. 

As the result of all the efforts made to conserve heat 
energy, the makers have guaranteed that with steam at 
313 lb. pressure and 707 deg. F., and circulating water 
at 59 deg. F., the heat consumption per kWh at a load 
of 30,000 kW shall not exceed 3,000 calories (11,910 
B.th.u.). 

Tle plans for the power station were settled in Octo- 
ber, 1919, and the contracts were placed in January, 
1920. It was of supreme importance that the first 
generating sets should be at work during the winter of 
1921-22, and the work was pressed on, in the face of 
great difficulties, with the utmost vigour. The success- 
ful result reflects the greatest credit on the engineers 
and contractors. 


NEW ELECTRICAL DEVICES, 
AND PLANT. 


Readers are invited to submit particulars ef new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest, 


FITTINGS, 


The ** Cosmos " 2-kW Radiant Fire. 


The question of obtaining the maximum amount of radiant 
heat from a given quantity of fuel or energy consumed is 
claiming the attention not only of the electrical manufacturers, 
but also of the foremost coal and gas-fire makers. The elec- 
trical industry, however, can more closely follow the laws of 
projection, in so far as it does not have to consider flues, 
chimneys, and other attendant evils necessary for combustion. 
These are dealt with by the station engineer, and the electric 
fire designer commences with the most concentrated form of 
heat—the electric current. Taking advantage of this fact, the 
METROPOLITAN-VICKERS ELECTRICAL Co., LD., of Trafford Park, 
Manchester, has produced the ''Cosmos " 2-kW fire to meet 
the demand for a general room-heating radiator; the main 
features of its construction are as follows :— 

The reflector is constructed of hammered sheet copper, 
do to obtain the main projection of heat rays at an angle 
of about 40 deg. from the floor. The hammering, while greatly 
enhancing the appearance of the fire, especially when on 
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Fic. 1.—TuE ‘‘ Cosmos ” KW RADIANT FIRE. 


circuit, also ensures a greater dispersion of the radiant heat. 
The polished sides, of plain sheet copper, reflect the glowing 
hammer marks, and the cosy appearance is obtained at all 
angles of vision. 

The bottom aperture is another entirely new feature. All 
other radiators, gas and eleċtric, arė constructed so that no 
heat is available on the floor or carpet immediately in front, 
and cold feet are not an uncommon affliction. The aperture 
allows the projection of heat rays to this portion of the 
room. Secondly, as 100 per cent. radiant efficiency is not 
obtainable, the fire is so designed that any convected currents 
of air applied to the best use. The opening allows a 


gentle flow of air to pass which strikes the back of the ré- 
Hector, thus directing a slow circulation throughout the room 
окр keeps the atmosphere in a healthy and pleasing condi- 
ion. 

From a purely heating aspect the excellence of the '' Cos- 
mos ” cylindrical type of element is now well-known through- 
out the trade in connection with the ‘‘ Cosmos " bowl fire. In 
the 2-kW fire the element is a self-contained part (fig. 2) and, 
by taking out the screws holding the connection box, can be 
withdrawn from the radiator frame. Connection is made by 
means of strong terminals mounted on a heavy porcelain 


block, two element sections (500 watts each) being straight 


on to the wall-plug control, and the remaining two element 


sections controlled by the s.p. rotary switch mounted on the 
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Еа. 2.—Тне ‘‘ Cosmos " Heatina ELEMENT. 
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fire. The object of having part of the fire controlled at the 
wall plug 1з to prevent “ live ” flexibles, when the fire is not 
in use. In order to replace an element section all that is 
necessary 18 to release the retaining nut at the opposite end 
of the element from the terminals, disconnect and spring the 
section out, insert the new section, reconnect, and tighten 
the screw. 

In order to run this element at a high temperature, and 
so obtain the very high radiant efficiency which this fire pos- 
sesses, а special resistance wire of exceptional quality is 
used. Life tests are being carried out, and after 2,000 burning 
hours the element is still perfectly satisfactory. Before the 
complete elements leave the factory they are flashed at 1,000 
volts; a further flash test is made between the element and 
frame after complete assembly. 

The general appearance of the fire is one of its best selling 
points. It was shown at the '' Ideal Home " exhibition, and 
its cosy glow impressed us as being most attractive. 

The construction of the guard has been carefully considered, 
and the utility of this part of the appliance will be readily 
appreciated. An ebonised handle is fitted'to reverse the guard 
to form a trivet, and the guard is self-aligning so as to make 
proper contact with the supports. With the aid of this de- 
vice the '' Cosmos ” 2-kW fire will boil a two-pint kettle of 
water in 15 minutes, and cooking operations such as grilling, 
frying, &c., can also be carried out. ' 

The ‘‘ Cosmos ” fire only weighs 10 lb. complete, and a 
suitable lifting handle, heat-insulated, is fitted on the back 
of the reflector, rendering it extremely handy and portable 
from room to room. 


A “ Ford ” Ignition System. 


Some owners of ''Ford"' cars are dissatisfied with the 
form of ignition usually fitted owing to its complication. The 
substitution of a high-pressure magneto does not afford a satis- 
factory solution of the problem, as it is difficult to start up 


Еа. 3.—THe RunBAKEN ‘ Forp.”’ IGNITION UNIT. 


the engine from cold unless battery ignition is used. For this 
reason the makers have purposely retained their original 
system, because it gives both magneto and battery ignition. 
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THE RuNBAKEN Maaneto Co., LTD., Cheetwood Road, Derby 
Street, Manchester, has devised a simplified dual ignition 
system. This utilises the magneto system already installed 
on the car. Instead of four coils and their accompanying 
tremblers, complicated connections, &c., & small neat trans- 
former coil is used. There is only one contact breaker and 
one high-pressure distributor, both of which are readily acces- 
sible and simple in construction, being similar to those used 
on a magneto. The assembly (illustrated in fig. 3) includes 
transformer, diswjbutor, interchangeable mounting plate. 
bolts, and cable, and no further-additions are required. 


Quick-make and Quick-break Tumbler Switches. 


We have received from Messrs. J. Н. Tucker & Co., LTD., of 
King's Road, Tyseley, Birmingham, a sample of their latest 
production in tumbler switch manufacture, namely, a quick- 
make and quick-break switch with positive make and com- 
plete positive break. It is claimed that, whilst Messrs. Tucker 
placed their first patented quick-make and quick-break switch 
on the market in 1914, this new switch is a marked advance 
upon the type in which the action relies entirely upon the 
spring, which has only an “initial” positive action, and 
which may allow the switch arm to be withdrawn from the 
contacts but only sufficiently to just clear them without break- 
ing the "arc." © 

The makers state that they have for many years recognised 
the advisability of quick-make-and-break switches under cer- 
tain conditions. and have also realised the necessity of a 
complete positive make and complete positive break. This 
necessity might arise in any switch through other causes than 
failure of the spring itself, such as a mishap to the spring 
mechanism or damage to the contacts caused by any cir- 
cumstances beyond the control of the manufacturer. For the 
past two years they have been engaged on producing an ideal 
combination embracing these features, and the sample before 
us (fig. 4) is the result of their efforts in this direction. 

The spring is of the compression type, enclosed in a speci- 
ally designed chamber forming in itself a complete '' spring 
unit." In the unlikely event of the spring breaking it is 
still contained within the chamber and continues to function. 
A direct drive (quite apart from the spring or the spring 


Fig. 4.—Ngw '' TUCKER ' QUICK-MAKE AND QUICK-BREAK 
TUMBLER SWITCH. | 


chamber) is obtained from the switch ''dolly " to the con- 
tact arm, in such & manner as to cause the latter to travel its 
full extent in either direction, and the switch can consequently 
be placed in its correct ‘‘on”’ or '' off " position, even if the 
entire spring mechanism is removed—a fact which we have 
verified. 

In addition to the features above mentioned, many minor 
improvements are embodied in this new '' Tucker " produc- 
tion. The contact clips are specially designed to give even 
contact to the switch arm, and are of flexible hardened cop- 
per, permanently fixed in their correct position by heavy 
brass clamping plates. To prevent the possibility of arcing 
across the contacts, an exceptionally high and wide dividing 
wall of china has been placed between them. The contacts 
are placed well away from the switch bridge and cover, во 
that arcing on to any dead part of the switch is impossible. 
With the object of obtaining a clear wide break, the cable 
clamping screw in the terminal has been reversed, so that 
it is impossible for this to shorten the arcing distance when 
the switch breaks, as it does not project towards the contacts. 
The reversing of this ‘screw will also be appreciated by con- 
tractors generally, as it gives ample room for manipulation by 
xd ordinary screw-driver without the risk of damaging the 
cnina. : 

The construction of the whole switch is extremely simple, 
and the mechanism is a combination of robust parts. Even 
the dolly pin and other rotating parts are properly machined 
pivots and screws, and the switch is thoroughly sound 
mechanically and electrically. 
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The F.B.1.—A pennon has been presented praying for 
the grant of a charter of incorporation to the Federation 
of British Industries. Petitions for or against have to be 
delivered at the Privy Council Office, on or before May 5th 


PARLIAMENTARY NOTES. 
(By our Parliamentary Reporter.) 


Electricity Supply.—On April 6th Mr. WILLIAM GREENWOOD 
asked the total estimated cost of the administration of the 
Electricity Commissioners’ department for the past year, 
and if the advisability of repealing Section 29 of the Electricity 
(Supply) Act, 1919, would be considered, as the expense of the 
Electricity Commissioners levied on the undertakers under 
this section was a direct tax on the electricity supply industry. 

Mr. NEAL (Parliamentary Secretary to the Ministry of 
Transport) said that the cost for the year 1921-2 was approxi- 
mately £44,000. The answer to the second part of the ques- 
tion was in the negative. 1 

MR. WiLLIAM GREENWOOD asked whether a majority of the 
electricity supply undertakings in Lancashire had objected to 
setting up a Joint Electricity Authority under the 1919 Act 
and had substituted a scheme for an advisory board only. 

Mr. Мєл, said that if the question referred to the whole of 
Lancashire the answer was in the negative. In the West 
Lancashire district a Joint Electricity Authority was to be 
formed under a scheme submitted by the authorised under- 
takers. In Mid-Lancashire an inquiry had not vet been held. 
but alternative schemes had been submitted: one for the 
setting-up of an Advisory Board and the other for constitut- 
ing a Joint Electricity Authority. In South-East Lancashire 
proposals had been submitted by the undertakers to the Com- 
missioners for the setting-up of an Advisory Board, and these 
proposals were under consideration. 

MR. WiLLIAM GREENWOOD asked whether the advisability of 
amending Section 19 of the Electricity (Supply) Act, 1919, 
would be considered, so as to provide that the transitory powers 
of the Electricity Commissioners would cease where an advisor: 
board scheme instead of a Joint Electricity Authority had 
been set up in any electricity district. 

Mr. NeaL said he was advised that the powers mentioned 
might be of assistance to. an Advisory Board, and he was 
therefore unable to recommend ап :alteration in the law in 
the sense indicated in the question. 

Torquay Corporation (Electricity) Bill—This Bill was read 
a second time in the House of Lords, on Monday. 

Edinburgh Tramways.—In the House of Commons, on 
Monday, April 10th, Mr. WiLLIAM GraHaM asked the Parln- 
mentary Secretary to the Ministry of Transport. whether he 
had received the report of the Commissioners appointed to 
inquire into the tramway problem in Princes Street, Edin- 
burgh; and, if so, whether he could state the decision that 
had been reached. 

Mr. Nea said that he had received the Report in question, 
and decided to adopt the recommendation therein contained. 


æ 


viz., that the request of the Corporation of Edinburgh for | 


permission to put up centre poles to carry the overhead elec- 
trical equipment in Princes Street, and to alter the position 
of the rails on the northern side of the street should be granted. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


The Lock-out. 


I have read vour article in the current number of the ЕгКС- 
TRICAL REVIEW on the present labour trouble, and T take 
strong exception to the tone of it. Of course, Т do not for з 
moment deny that you are entitled to express your opinions. 
but at the same time I am quite at liberty to join issue and 
sav that I do not agree with you. 

Of course. if vou restrict your reading to the views expressi 
bv your contemporaries, the Communist, Herald, and simiit 
publications, it is easy to understand that your opinion has 
been tinged with a certain colour, but I would venture te 
suggest that vou read the series of articles that have been 
published from time to time in the Daily Telegraph, as well 
as those which appeared in the Times, before you hint that 
there is something behind the employers’ lock-out which 1 
not evident from the front. 

Do you for a moment think that the responsible bodies e 
men who constitute the various Associations forming the En: 
neering Employers’ Federation are anxious to go on рахіт; 
their overhead charges and close down their productive acti 
vitv for mere amusement? 

Do you know that the whole reason for the lock-out is that 
an agreement on the management question was negotiated be- 
tween the Executive of the employers and that of the Union 
and was turned down by a voting minority of only Ж per 
cent. of the membership of the A.E.U.? 

You allude to the “ arbitrary attitude adopted by the еш: 
ployers throughout the whole course of the trouble "; 1t 15 
probable you may not be aware that in dealing with dele 
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gates holding extreme views that any attitude other than that 
of firmness 1s immediately taken as an indication of weakness. 

Are you also aware of the obstruction, to say the least, 
which the employers have had tọ endure at the hands of the 
extremists who very often control. although numerically in 
the minority, the feeling in the shop? 

There is much more I could say. I am not writing to you 
for publication. (although as far as I am concerned. you are at 
liberty to do so), but having been a reader of your paper for 
в тапу years, I wish to express how much I resent the 
innuendos, not to say mis-statements, contained in the article 
alluded to. 

I enclose you a pamphlet dealing with a number of instances 
8 " management ”’ which we employers justly complain 
of, 

In conclusion, I should like to add that I weleome unions 
unbiased by politics, who can negotiate agreements and con- 
ditions and honour such agreements when made. 


ЕТСЕ An Electrical Manufacturer. 
Apri , 1422. " à 


I write to thank you for your sane and tolerant leader on 
this subject. The crisis demands plain words. It was, as 
everyone knows, prepared for, and led up to, by conversations 
between the representatives of the Employers and of the 


Trade Union on the subject of overtime—an altogether ' 


academic question to most of us, unfortunately. ‘Then the 
issue was suddenly widened to '" the right to exercise mana- 
репа] functions," whatever the phrase may mean. There 
was, as you observe, a doubt ‘as to what lies behind it all." 
There is none now, for it is abundantly clear that Sir Allan 
smith and his colleagues meant war. 

lt is known that the funds of the Unions are almost de- 
pleted, and the workers are poor: it is hardly magnanimous— 
to put the case mildly—for successful gentlemen to take ad- 
vantage of the poverty of others, and to force them, through 


the suffering of their dependents, to accept humilmting 
terms. The effect on the minds of the workers will be evident 
to everyone not entirely devoid of imagination. It will tend 
neither to co-operation between employers and employed, nor 
to the increased production so much desired. Rather will it 
engender a deep-seated desire to revolt at the first opportunity. 
What does this matter, though? Are there not guns, aero- 
planes and tanks here, as in South Africa . . ? 

But why in the name of common sense should the employer 
take the róle of the arrogant dictator? Prosperity does not 
lie that way, but rather through the exercise of reason and 
tolerance. Whatever faults he may meet with in his workmen, 
the fact remains that it is only by their co-operation—willing 
or unwilling—that he has attained his present position. 

One can only hope that those employers who desire the co- 
operation and goodwill of workmen, and not the abject obedi- 
ence of defeated and broken men. will see to it that their 
opinion is allowed some weight in the ultimate settlement. 


S. Phaser. 
April 10th, 1922, 


Joints behind Switches. 


Lead-covered cable is coming very much into use for house- 
wiring jobs; twin cable is generally used, but in practice I 
find that much unsatisfactory work 1s done by joint-making, 
which is generally done on the negative wire and packed in 
behind the switch base; this, besides being a very poor job, 
is also very troublesome. 

I would suggest to the various switch manufacturers that 
they put a switch on the market arranged so that this nega- 
tive joint may be taken on it, and carried through on a termi- 
nal, which could be suitably arranged on the switch. 

Martin J. Coleman. 

Ballaghadereen, 

April 10th, 1922. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—Jresst FREDERICK LUDLOW and 
Ковент REDVERS LUDLOW, trading in co-partnership as Ludlow 
Bros, 196, Church Road, Redfield, Bristol, electrical con- 
tractors.—The receiving order in this matter was made on 
March 99th on debtors’ own petition. The statement of affairs 
shows liabilities of #307, against net assets of £54, or a 
deficiency of £254. Debtors attribute their failure to want of 
capital, bad trade and depreciation of stock. It appears that in 
Uctober, 1919, with a total capital of £15, they started business 
as electrical contractors at their present address. ‘The business 
does not seem to have been successful from the start, and 
they became aware of their position in March, 1921. A full 
set of books has not been kept. 

ARTHUR KERSHAW and CHARLES HERBERT Моор, trading as 
Kershaw & Wood, 9, Bradford Road, Dewsbury. electrical 
engineers and merchants.—The application for discharge of 
these debtors was heard on April 5th at the County Court 
House, Dewsbury. The Official Receiver stated that they filed 
their petition in 1920, when the ranking liabilities amounted 
to 24.796 and the assets realised £1,437. A first and final 
dividend of 4s. in the £ was paid, and the debtors now offered 
to pay Jointly a sum of £25 a quarter for two years, making a 
total of £200, for the benefit of the creditors. The discharge 
was granted, subject to the payment of the quarterly sums 
aureed to. 

W. Camp (W. Camp & Co.), electrical engineer, Carr Lane, 
Sluithwaite, Huddersfield.—Receiving order made April 4th, 
on debtor’s own petition. First meeting April 21st; publie 
examination May 8th; both at the County Court House, 
Huddersfield. 

Dovaras C. Bate, electrical manufacturer and supplier, 16, 
Joha Dalton Street, Manchester.—Receiving order made April 
dth, on debtor's own petition. 

H. OLDFIELD, grocer, general dealer, and electrical engineer, 
al, Milton "Terrace, High Street, Heckinondwike.-- First meet- 
ing April 20th: public exanunation May Ath; both at the 
County Court House, Dewsbury. 

S Beckett, Junior. electrician. 50, Deane Street, Bolton.- 
Last day for proofs for dividend, April 22nd. ‘Trustee : Mr. 
- J. G. Gibson, Official Receiver, Byrom Street, Manchester. 

F. A. S. окмот, (Lewisham Electric Wiring Co.), electri- 
cal engineer, 273, High Street, Lewisham, S.E.—First and 
final dividend of 4s. 103d. in the £, payable April 24th, at 29, 
Russell Square, W.C.1. . | 


Company Liquidations.—PrNET Eiecrric Co., Lyrp.— Parti- 
culars of claims to the liquidator, Mr. S. H. Swallow, 67, 
Broad Street Avenue, E.C., by May 8th. 

GLtoBE Evectric Co., Lrp.—Meeting May 4th, at 119, Fins- 
bury Pavement, E.C.. to hear an account of the winding-up 
from the liquidator, Mr. W. A. Osborne. 

B.E. Co. (of London and Birmingham), Ltd.—Mceting. 
\рг Mth, at Cannon Street Hotel, E.C. Liquidator, Mr. F. 
Rowland, 70, Queen Victoria Street, E.C. ; 


Dissolutions of Partnership.—THonrE, WintERS Co., im- 
porters of electrical goods, hardware, cutlery, toys, &c., 76, 
Olympia Street, Burnley.—Messrs. G. Thorpe, H. H. C. J. L. 
Bun H. Precious, and A. Precious have dissolved partner- 
ship. | | ; 
MARYLEBONE Егесткіс Fittings Co., designers and manufac- 
turers of electric light fittings, 4, Ramillies Place, Oxford 
Circus, W.—Mr. J. Leitch and Mr. T. Smith have dissolved 
partnership. Mr. Leitch will attend to debts and continue 
the business under the same style. 

Вкаѕн & RUSSELL, electrical, mechanical, and general engi- 
neers, 438, Baltic Street, Bridgeton, Glasgow.—Messrs. J. 
Brash and R. McL. Russell have dissolved partnership. Мг. 
Russell will attend to debts and carry on the business under 
his own name at 438, Baltic Street. Mr. Brash will carry on 
business temporarily at 65, Bath Street, Glasgow, during the 
completion of his new works, under the style of J. Brash and 
Co. 


Trade Announcement.—The telephone number of the 
Sheffield branch of English Electric & Siemens Supplies, Ltd. 
(22, High Street, Sheffield), has been altered to Central 3535. 


Catalogues and Lists.—Messrs. Simrsox, Baker & Co., 
9/5, Nelson Street, Bristol.—An illustrated net price list of 
electrical accessories of all kinds, including cables, wires, 
conduits, bells, pendants, shades, &c.. 

Messrs. Frost Bros., 96. Little Park Street, Coventry.— 
An illustrated booklet, describing '' rotameters,"" for measuring 
the rate of flow of gases and liquids. 

THe RUNBAKEN МАСХЕТО Co., Lib., Cheetwood Lane, Derby 
Street, Manchester.—An illustrated pamphlet describing a new 
“Ford” ignition system. 

Tur Geseran ErkcrRIC Co., Lro., Magnet House, Kingsway, 
W.C39. Leaflet O.S. 9700, giving illustrations and prices. of 
Osram © gasfilled. "" daslight " lamps for colour matching. 

ATELIERS DE CONSTRUCTIONS ELECERIQUES. DE (CHARLEROI 56, 
Vietoria Street, S. W.L.--An illustrated. stock list (ап French) 
of motors, dynamos. and transformers. | ' 

Berry's Evectric, LTD., 85, Newman Street, Oxford Street: 
W.1.—An illustrated and priced leaflet, describing the.“ Orto- 
safe " electric iron. 

Messrs. Erskine, Heap & Co., Lro., Australia House, 
Strand, W.C.2: Three pamphlets:—S.D.1, dealing with: oil- 
immersed star-delta starters; A.T.1, oil-immersed auto-trans- 
former starters; and R.S.1, oil-immersed rotor starters. All 
the gear described is fitted with no-voltage and overload trips; 
fully illustrated and priced. . Pe 

METROPOLITAN-VICKERS ELECTRICAL Co., Lro., Trafford Park, 
Manchester.—Special publications, No. 7840/3, dealing with 
“ Planer Drives," and No. 7574/9, “ Power in the Textile 
Mill." These are well-illustrated and fully descriptive. 
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Private Arrangements.—T. G. Солтох, trading as Т. G. 
Coaton & Co., electrical engineer, 16, Humberstone Road, 
Leicester.— The creditors were called together recently when 
a statement of affairs was presented which showed liabilities 
of £2,479. Of that amount £2,227 was due to unsecured 
creditors, and there were partly secured creditors for £396, 
who held securities valued at £144. After allowing £27 for 
preferential claims the assets were estimated to realise £798, 
or a deficiency of £1,681. It was reported that the debtor com- 
menced business in 1912, in partnership with his brother, 
the capital being about £300. Subsequently they were joined 
by another partner who brought in £100. In 1919 the part- 
nership was dissolved, At the date of the dissolution a 
balance sheet prepared showed a capital of £17,000. After 
discussing the position a resolution was passed to the effect 
that the debtor should execute a deed of composition to Mr. 
E. H. Hawkins, of Messrs. Poppleton, Appleby & Hawkins, 
4, Charterhouse Square, London, E.C., to secure the pay- 


ment of а composition of 10s. in the £, pavable as to 5s. in - 


three months, 9s. 6d. in six months, and 9s. 6d. in nine 
months. A committee was also appointed consisting of the 
representatives of Messrs. Drake & Gorham, Ltd., the British 
и Со., Ltd., and the General Electric Co., 


HERBERT D. Carter, LTD., electrical contractors and iron- 
mongers, Edison House, Colwyn Bay.—In response to a cir- 
cular issued by the company, a meeting of the creditors cf 
the above was held recently at Colwyn Bay. No statement 
of affairs was submitted, but it was stated that the company 
was а private limited liability concern which was formed 
in March, 1915. with a capital of £5,000, divided into 4,000 
ordinary and 1,000 preference shares of the face value of £1 
each. The whole of the preference shares had.been issued, 
while 3.000 ordinary shares had been issued. Of the issued 
capital of £4,000, the greater amount was for a consideration 
other than cash. In September, 1917, Mr. Carter advanced 
£1,100 to the business and was given a first debenture. Jn 
September, 1921, a second debenture for £1,500 was created. 
Until 1920, the company carried on business as elec- 
trical engineers and the three largest creditors were for goods 
supplied in connection with such contracts. Since the date 
mentioned the company had also carried on business as iron- 
mongers. А receiver had been appointed on behalf of the 
debenture-holders. The meeting had been called for the pur- 
pose of a.report being submitted as to the position, but no 
definite resolution was passed. 

Deed of Assignment.—C.Layton Motors, Park Lane Mills, 
Chorley Lane, Leeds.—Mr. A. V. Clayton executed a deed of 
assignment on April 7th. A meeting of creditors was called 
for Tuesday, 11th inst., at Leeds, when a statement of affairs 
was to be submitted. 

Book Notices.—We have received a copy of Current 
Opinion, the new official organ of the Industrial League and 
Council (3d.). 
the League and articles on " Unemployment Insurance," ‘* An 
Industrial Parliament " (J. R. Clynes, M.P.), “ Finding a 
Way Out " (Sir W. J. Noble), '" Waste in Industry " (Prof. 
Spooner), and other matters. A supplement of eight pages 
contains an essay to wage-earners on ''Fair Play," by Mr. 


James Smith, managing director of the Wellman Smith Owen . 


Engineering Corporation, Ltd, 

“ Journal of the Institution of Electrical Engineers." ^ Vol. 
LX., March, 1922, No. 307. This issue contains the following 
papers: '' Utilisation of Exhaust Steam from Electric Gene- 
rating Stations and Coal Economy," by Mr. C. I. Haden; 
" Utilisation of Waste Heat from Electrical Generating 
Stations" by Mr. F. H. Whysall; ''Interconnection of 
Alternating-Current Power Stations," by Mr. L. Romero and 
Mr. J. B. Palmer; '" A Method of Regulating the Voltages on 
the two sides of a Three-wire d.c. System Equalised by Static 
Balancers,” by Mr. R. D. Archibald; '' Single and Three-phase 
a.c. Commutator Motors with series and shunt characteris- 
ties," by Mr. S. P. Smith; * Test Results obtained from а 
‘Three-phase Shunt Commutator Motor," by Mr. F. J. Teago; 
" Determination of the Decrement of a Distant Station by 
means of a Coil Aerial.” by Major J. Erskine-Murray and Mr. 
B Wiliams; and "' Directional Transmission of Electro-Mag- 
netie Waves for Navigation Purposes," by Major J. Erskine- 
Murray and Mr. J. Robiuson. 

'" Bulletin of the Cleveland Technical Institute," Vol. I., 
No. 6 (66 pp.) Middlesbrough: The Institute. Containing 
abstracts of articles upon all branches of engineering and 
technology. 

“ A Course in Electrical Engineering," Vol. IT.. '' Alternat- 
ing Currents.” by C. R. Dawes. Рр. xiv+526, figs. 406. 
Price 90s. '' Economics of Electrical Distribution," by P. O. 
Reynau and Н. P. Seelye. Рр. viii & 209, figs. 57. Price 
12s. 6d. London: McGraw-Hill Publishing Co., Ltd. 

Lead.—Reporting on April 8th, Messrs. James Forster 
and Co. sav: “ With regard to the future, we understand that 
there is a better demand for lead in the East, and it is not 
anticipated that any more supplies from Burma will be sent 
to this market for some time to come. Australian supplies 
will probably tend to decrease until the price of lead recovers 
still further. There is also a decidedly better demand being 
experienced for export than for some time past. We look for 
a continuance of the firm tone now prevailing. with a tendency 
for a further moderate advance in price.” 


It contains information regarding the work of , 


For Sale.—By direction of the Disposal Board, Messrs. 
EFadon & Lockwood, will sell by auction at the National 
Ordnance and Filling Factory, Chilwell, Notts., on April 24th 
and 25th, plant and machinery, including four Lancashire 
boilers with euperheaters and Bennis stokers, а 1,900-kW 
turbo-generator, electric cranes, &c. 

The Corporations of Middlesbrough, Thornaby-on-Tees and 
Stockton-on-Tees, having taken over the undertaking of the 
Imperial Tramways, Ltd., in the three boroughs, invite otters 
for the portions of the land, buildings, machinery and plant 
not required by the Corporations in connection with the 
running of the tramway undertaking. | 

By direction of the Disposal Board. Messrs. Geering and 
Colver will sell by auction on April 25th and following days, 
at Harty Ferry, near Faversham, electric motors, wireless 
instruments, &c. (See our advertisement pages to-day.) 


Copper and Lead Prices.—Messrs. F. Smith & Co. report 
April 11th :—Copper (electrolytic) bars, £66 10s., £2 increase: 
ditto, ditto, sheete, no change ; ditto, ditto, wire rods, £76 li.. 
£2, increase; ditto, ditto, s bes 9 15/16d., id. increase; 
silicium bronze wire, 1s. 14d., 4d. decrease.  . 

Messrs. James & Shakespeare report April llth :—Coprer 
bars (best selected), sheet and rod, no change; English pig 
lead, £23 10s., 10s. increase. 


Canadian National Exhibition.—Although the annual 
Canadian National Exhibition, which is being held in Toronto 
from August 26th to September 9th, will not be a trade exhi 
bition, as it is open to the public, it will provide an excellent 
opportunity for British manufacturers and merchants to dis 
play their wares to advantage. H.M. T rade Commissioner at 
Toronto states that to secure the maximuin benefit from the 
show exhibitors should have a local branch or other selling 
organisation to ensure the following-up of mquiries, &c. He 
asks for catalogues and trade literature from manufactures 
and others for distribution from the Bureau of Information. 
which is to be established in connection with the exhibition. 
Amongst the lists required are those connected with electric 
railway equipment; electrical machinery, appliances and equip- 
ment; mining machinery and supplies; textile machinery: 
industrial machinery; and scientific instruments. Catalogues, 
samples, &c.. should be sent direct to Н.М. Trade Commis- 
sioner at Toronto, 24, West Adelaide Street, Toronto. 


Applications for British Trade Marks.—Appended we ge 
a summary of the recent applications for British trade marks 
in respect of goods and productions connected with the elec 
trical trades and industries. Those who desire to enter an 
opposition to any of the applications have one month in which 
to do so from the dates given below :— EY | 

Lalley Light (lettering and design). No. 415,650. Class 6. 
Combined dynamo and engine for use in producing electric 
light and power.  Lalley Light Corporation, 759, Bellevue 
Avenue, Detroit, U.S.A. (Herbert Haddan & Co., 31/32, Bed- 
ford Street, London, W.C.). March 29th, 1922. 

Solstice. No. 421,096. Class 13. Electric metal filament 
lamps. John Sharwood Thomas, Faxfield House, 28, Watune 
Street, London, E.C. March 29th, 1922. | | 

Figure Design. No. 419,641. Class 40. Electrical insulat- 
ing compounds, of which bitumen is the predominatn: 
material. The Limmer & Trinidad Lake Asphalt Co.. Ltd. 
34, Victoria Street, London, S.W. March 29th, 1922. | 

Pasolite. No. 421,209. Class 6. Magneto clectric machines 
and dynamos. J. W. Pickavant & Co., Ltd., Quickko Works, 
Lombard Street, Birmingham. April 5th. 1922. 

Silvertown. No. 419,704. Class 8. Lightning protectors, 
vibrator sets for telephones, electric keys, pole changer: 
(electrical), resistances (electrical), rheostats, relays (electrical). 
Leclanché cells, charged porous pots for Leclanché cells, and 
portable testing sets for cables. India Rubber, Gutta Рег 
апа Telegraph Works, Ltd., 106, Cannon Street, London, EC. 
April 5th, 1922. к. | 

Kemolite. No. ` 4929.979. Class 11. Electric apparatus 
Phyllis Earle. Ltd., 15, North Audley Street, Londan, М, 
April 5th, 1922. 

Webwood. No. 422,125. Class 13. Electric switches, lam? 
holders and electric fittings. Webb & Lewis (Engineering), 
Ltd., 109a, Russell Street, Birmingham. April 5th. 1922. 

The “ Ace ” of Electrical Apparatus (lettering and design. 
No. 420,824. Class 13. Ап electric bedwarmer of sheet mets. 
Frederick G. Beale, trading as the Southern Electrical Со. 
111. St. George's Park Avenue, Westcliff, Essex. April 5th. 
1922. 

Hóhensonne. No. 491,346. Class 11. Mercury vapour and 
other lamps for medical and surgical. usc. Quarzlamnen 
Gesellschaft, 1, Frankfurterland Strasse. Hanau-am-Mon. 
Germany (Edwin Evans & Co..27, Chancery Lane, London. 
W.C.). April 5th, 1922. 


The A.E.G. and Trade in Esthonia.—T wo foreign com- 
panies, the Allgemeine Elektricitáts Gesellschaft and Mess. 
Prowodnik, have made applications for authority to oP" 
branches in Esthonia.—Reuter (Reval). 


Electric Truck Contracts.—British Electric Vehicles. D 
has received an order from the Admiraltv for seven specia a 
trucks, also one from the Spanish Railways for its etand?r 
model electric trucks. The company has recently supplie 
the Ebbw Vale Steel. Iron & Coal Co. with another Fix ema 
electric lecomotives, making a total of 14 in eervice. 
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Vandervell Magnetos.—Messrs. C. A. Vandervell & Co., 
Ltd., have converted their magneto factory at Brighton into 
one for the manufacture of small tools, and have transferred 
the magneto work to Acton, where all communications on the 
subject should be addressed. 

Catalogues Wanted.—Mn. F. J. Barton, of 3, Alexandra 
Terrace, Dawlish, desires to receive price lists of small lighting 
sets and wiring material. 

Brazilian Centenary Exhibition.—The British Section at 
this exhibition, which is to be held at Rio de Janeiro from 
September 7th to December 3lst next, in celebration of the 
centenary of Brazilian independence, is being organised 
by the Department of Overseas Trade. Realising that 
many British firms which could do good business there 
cannot at present afford the sum necessary to exhibit 
the actual goods on the scale required, the Department has 
made arrangements for the display of such goods by means 
of models, kinema films, lantern slides and lumiere plates. 
Lumiere plates, which are coloured reproductions on glass, 
lend themselves particularly well to the display of such 
articles as fabrics, jewellery, pottery, and so on. An idea 
of their effectiveness for exhibition purposes can be obtained 
in the oflices of the Department of Overseas Trade, at 35, 
Old Queen Street, Westminster, where an exhibition in 
miniature has been constructed to show what can be done 
on these lines. 

Meters for Canada.—H.M. Trade Comrnissioner at 
Winnipeg has received an inquiry from Vancouver, British 
Columbia, for supplies of electricity meters. The annual 
demand for electricity meters in Vancouver is stated to 
amount to about five thousand, delivery of which runs into 
about four hundred per month, all the year round. The 
type required is a bottom-connected single-phase, watt-hour 
meter, the sizes ranging from 10 amps. to 800 amps. ‘The 
li-àinp. size is in greatest demand, and now costs $5.75 laid 
down at Vancouver, all charges paid. The inquirers are 
anxious to receive in duplicate from United Kingdom manu- 
facturers full particulars and lowest prices. Documents, 
which give full information relative to the type of meters 
which are in use in British Columbia, have been received in 
the Department of Overseas Trade in London, in connection 
with this inquiry, and can be seen on application at Room 49, 
usd the name and address of the inquiriers can also be ob- 
tained. 

New French Company.—La Société Union Electrique du 
Bassin de la Loire (U.E.L.) 18 the name of а new company 
which. has lately been formed in Paris (73, Boulevard Hauss- 
mann) with a capital of 4,000,000 fr. . 

Trade Films.—At the Stoll Picture Theatre on April 6th, 
the London Press Exchange, Ltd., gave an exhibition of a 
number of films dealing in various ways with well-known 
commodities. The *‘ message ” of each film was effectively 
hidden in a '' story,” ensuring the interest of the public, who 
would not be content to sit through the exhibition of a mere 
advertisement. Among the films shown was '' The Econo- 
mist ""—a romance of the ‘‘ Osram " lamp. 

Social Event.—The Union Cable Sports and Social Club 
held a social and dance in their Works’ Canteen on Saturday 
last. In the afternoon the Football Club plaved their last 
league match of the season, Henley's Athletic Club being the 
opponents. "The visiting team won by two goals to nil. After 
the match the two teams and their friends sat down to a 
cold spread, which was followed by a concert and dance. The 
Union Cable Sports and Social Club has held many social func- 


tions, the previous one being a dinner and theatre party on 


March 94th, at which the 
manager, 


staff entertained the general 


LIGHTING AND POWER NOTES. 


Ashton.—Exectricity SuPPLY.—The District Council has 
received applications from various local bodies for permission 
to take a supply of electricity from the South Lancashire 
l'ramway Co. Permission has been refused, and the question 
has been deferred for three months. Meanwhile the town 
derk hae been instructed to obtain particulars as to taking a 
bulk supply of electricity. 

Abram (Lancs.).—E.Lectricity SuPPLY.— The Council is to 
obtain particulars from the South Lancashire Trainways Co., 
as to the terms upon which the company would be willing to 
supply the district. with electricity. 

Australia.—PeERTH.—It is proposed to spend an additional 
£175,000 upon new plant and equipment for the East Perth 
Government power station. 

TENTERFIELD (N.S.W.).—The residents have had placed 
before them a hydro-electric scheme. The alternative pro- 
posals, which have been advanced by an expert, will cost from 
£30,000 to £35,000 each. 

STAWELL (Vic.).—The Borough Council is to borrow £12,500 
shortly in order that it may proceed with a scheme for gene- 
rating electricity for the township.—Reuter’s Trade Service 
(Melbourne). 


Lismore (N.S.W.).—Application is being made bhy the 


Municipal Council for sanction to the borrowing of £35,000 


ш connection with the electricity scheme. 
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Barrew.—ExtTENsions.—The Electricity Committee has ap- 
pointed a sub-cofimittee to deal with the question of extend- 
ing the electricity supply to the urban districts of Ulverston 
and Dalton. 


Blackpool.—ExtTEnsions.—The Corporation is to spend 


-£106,000 on extensions to the clectricity works during the 


next twelve months. 


Bradferd.—Loan SANCTIONED.—The Electricity Commis 
sioners have sanctioned the borrowing of £14,950 by the Cor- 
poration for converting plant, &c., for the electricity under- 
taking. 

— Bridgend.—New Puaxt.—The Urban District Council has 
«lecided to overhaul and install new plant at the electricity 
works, at a cost of £6,900. 

Coleraine.— ELECTRICITY SCHEME.—The Honourable the Irish 
Society, London, which has property rights in Coleraine dis- 
trict, Co. Derry, has refused to continue negotiations with 
the Urban Council with regard to the latter’s proposals to 
rent the water-power at the Cutts, on the River Bann for the 
purpose of generating electricity. ‘The Society states that the 
loss caused to salmon fishing would be considerable. At a 
recent meeting of the Council, it was decided to point out to 
the Society that turbines had been installed on other rivers 
without damage to the fisheries. 


Continental.—I'RANCE.—AÀn intercommunal network is to be 
set up in the Ardennes, the communes of the cantons of 
Rumigny, Rocroi, Signy-le-Petit, and Chaumont-Porcien hav- 
ing formed themselves into & trust for the purpose. It is in- 
tended to erect the main station at Liart, a second at Maubert- 
Fontaine, and a third at Roquigny. Seventy-one communes 
wii be interested, and the estimated outlay is 4,500,000 fr. 

An important electrical scheme is about to be taken in hand 
in the Départements du Centre et de l'Ouest in connection 
with the development of the basin of the Dordogne River. 
The departments have been divided for the purpose into 
economic regions, and these into sections and groups. The 
Inter-regional Commission, which has the control of these 
matters, has favourably entertained the demand for a conces- 
sion from the Clermont region, which has accordingly begun 
its operations. 

Russta.—The Russian Trade Delegation reports that а 
company has been formed, participated in by the Berlin Elec- 
trical Co., to re-equip Kiew with power stations and tram- 
ways.—Heuter's Trade Service. 


Denbigh.—Etecrrectty Surriy.—The residents are being 
canvassed with a view to ascertaining the number who would 
be prepared to take a supply of electricity if the borough 
were connected to the main cable of the North Wales Power 
and Traction Co. 


Dundee.—-BuLk SuprrLy.—The Electricity Committee has ap- 
proached the Hydro-Electric Development Co., Ltd., with a 
view to obtaining a supply of electricity. The company stated 
that if the Corporation was prepared to lease its station the 
corapany would undertake to relieve it of the capital charges. 
interest, and sinking furd. It would also undertake to supply 
electricity at as cheap a rate as that at which the Cor- 
poration could supply, and if the Corporation thought it was 
desirable to extend its area of supply, the company would be 
agreeable to give an extended supply. The figures quoted by 
the company were £3 7s. 6d. per kW of maximum demand, 
pius .2d. per unit. Mr. Richardson, the Corporation engineer, 
said the price quoted was not lower than that at which elec- 
tricitv could be produced by the Electricity Department at 
present. It was recommended that the Town Council should 
consider the principle of combination between the company 


and the Electricity Department, provided financial terms 
favourable to the city could be arranged. 
Hawkshead.—Exerctrictry Surpty.—The Electric Light 


Committee is circularising the district to ascertain the demand 
for electricity. Two schemes are proposed, one costing £1,200 
and the other involving an outlay of £2,000. | 


Hazel Grove and Bramhall.—Erurcruciry IN. BuLK.—At а 
recent meeting of the Stockport Town Council, the electrical 
engineer submitted a ietter from Mr. T. L. Miller. consult- 
jng engineer, asking if the Corporation was prepared to give 
a supply to the Hazel Grove and Bramhall urban district. 
It was resolved that the writer be informed that the Corpora- 
tion was prepared to furnish a bulk supply of electricity for 
distribution by the. Urban Council. | 


Horsham. —REPTCED CHarGes.- The Urban District Council 
has reduced the charges for electricity for lighting from 
Ка. to 73d. per unit, and for power by 4d. per unit. the 
reductions to take effect as from the March meter readings. 


India.—\\ ATER-POWER SCHEME.—The Punjab Hydro-Electric 
Power Supply Co., Ltd., has been formed to develop and work 
the Rosul, Dhimber Weir, Gujranwalla and Joyanwalla falls 
of the Punjab canal. The four falls will develop a total of about 
34,000 h.p.—Reuter’s Trade Service (Bombay). 


Kilmarnock.—ExtTeENDED  SuprrrLy.—The Town Council has 
been granted a special order authorising it to supply electri.. 
city to places outside the borough, including the Burghs of 
Ardrossan, Saltcoats, Kilwinning, Stewarton, and Cuming. 


Maidenhead.—Loin.—The Town Council has applied f. ga 
loan of £3,300 for extensions to the generating plant, 
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Marlborough.—Orprr REgvokrED.—The Migister of Transport 
has revoked the Marlborough Electric Lighting Order, 1913, 
as to the whole of the area of supply as from April 5th, 1922. 


Navan.—Inquiry.—An inquiry into the application of the 
Urban Council for a loan of £10,000 to carry out an electric 
lighting scheme will be held by a Provisional Government in- 
spector in the Council Chamber on the 22nd inst. 


New Zealand.—Avuckianpd.—An important stage has now 
been reached in the negotiations between the Government and 
the City Council, with a view to the immediate prosecution 
of the Arapuni hydro-electric scheme, which involves damming 
the Mikato River. It is estimated that the first stage of 
50.000 h.p. will cost £130,500 for the head works, and £574,000 
for the main transmission system throughout Auckland and 
Taranaki provinces. It is hoped eventually to develop 162.000 
h.p. The Government will complete the constructional work 
within six years, if an agreement can be reached with Auck- 
land with regard to the quantity of energy which it can pro- 
mise to consume. 


Price Reductions.—Reductions are to be made in «һе 
charges for electricitv in the following districts : —Dewsbury, 
Wakefield, and Watford. 


Salford.—Nrw Power Statiox.—The Special Committee, 
which has had under consideration the advisability of proceed- 
ing with the erection of a new generating station at Agecroft, 
estimated to cost about £750.000. has decided that the Age- 
croft scheme should he proceeded with immediately. and that 
the services of Mr. J. A. Robertson shall be retained as con- 
sultant. It 1s expected that the work will take from two to 
two and a half vears to complete, until which time Salford 
will draw a carry-over supply from Manchester. The agree- 
ment by which a bulk suppiv is delivered from the city will 
terminate in October, and the Salford Town Council is to be 
asked to agree to two vears’ extension of the period, when 
it is expected that the Avecroft supply will become. available. 
At a meeting held on April 10th, the above recommendations 
were adopted by the Council. 


Stretford.— ELECTRICITY iw Вск. Те Urban District 
Council is applying: to the Manchester Corporation for a bulk 
supply of electricity. 


TRAMWAY AND RAILWAY NOTES. 


Blackpool.—Track ReNEwALsS.—The Corporation proposes 
to relay tramway track during the next 12 months at a cost 
of £97,000. 

‘RUNNING Powers.—The Tramways and Electricity Com- 
mittee has agreed that the agreement at present in force be- 
tween the Corporation and the St. Annes Urban District 
Council as to the latter’s tramway running powers in the 
borough shall be continued for a further three months. 


Continental.—FnaNcE.— The suburban railway from Paris 
to Trappes, which 1s owned by the State, is to be electrified, 
and the work 15 expected to take two vears to complete, 
although a portion of the line has already been partly con- 
verted. Tenders are now being considered for the supply 
of 30 electric locomotives at an estimated cost of 14,000,000 fr. 


Liverpool.—I,oàN Sanctionep.—The Tramways Committee 
has received from the Ministry of Transport sanction to the 
borrowing of £132,200 for the reconstruction and doubling of 
the Liverpool and Prescot Light Railway. | 


London.—'' UNDERGROUND " НолрАү Fares.—For the four 
days of the Easter recess the '' Underground "" companies are 
issuing special cheap return day-tickets to Hampstead and 
Golders Green, from most of their stations. 

THE Position OF THE Т.С.С. Tramways.—In its report to 
the London County Council upon the London traffic problem, 
the Highways Committee states that one of the chief obstacles 
the Council has encountered in the working of the tramways 
has been the persistent opposition to its endeavours to link 
up and develop the tramways as a complete system, adapted 
to the needs of the whole area. The svstem consists of 15 
separate undertakings which have been acquired since 1594. 
In seeking powers to link these up, the Council has been 
obstructed bv local authorities, and. in fact, out of the 186 
miles of line which the Council has desired to construct since 
1901, about 110 miles has not even been considered by Par- 
liament. The Committee considers that the time has come 
when the Government should give every possible assistance 
to the Council in alleviating the present traffic troubles. 


St. Helens.—New Route.—The Town Council has agreed 
to the recommendations of the Tramwavs Committee to lav 
a double line of track from Croppers Hill to the borough 
boundary and to relav the track in Church Street. Appli- 
cation is to be made for sanction to borrow £40,000 for carry- 
ing out the work. 

Wolverhampton.—Revisep Farrs.—The Corporation Tram- 
ways Committee has decided to recommend that the 2d. 
minimum ordinary fare should be reduced to 14d., and that 
the other fares remain ag at present, the revised minimum to 
become operative as soon as arrangements can be made. 


TELEGRAPH AND TELEPHONE - NOTES. 


Australia.—WinELEsS TELEGRAPHY.—Mr. Fish, chairman of 
the Amalgamated Wireless Co., says that the Australian sta- 
tion corresponding to stations in England and Canada vill 
be completed in two years’ time. At the Australian main sta- 
tion the aeria] will be rigged on 94 towers, each 800 ft. high. 
covering nearly two square miles of ground. The plant for 
the main station will be imported from Great Britain, and 
the plant for the State feeder stations, it is hoped, will be 
made in Australia. The site of the main station will be some- 
where near Melbourne or Sydney.—Morning Post. 


. Wireless Telephony.—Broapcastinc.—In reply to a ques- 
tion in Parliament on the subject of broadcasting wireless tele- 
phone messages, the Postmaster-General said that the whole 
question was being referred to the Imperial Communications 
Committee. 'The Postmaster-General stated that he was en- 
tirely sympathetic. with the idea.—Daily Mail. 


Finland.— WIRELESS TELEPHONY.—As was mentioned several 
months ago, the South Finland Interurban Telephone Co. had 
applied to the Finnish Government for a concession to estab- 
lish a wireless telephone service between Helsingfors and 
Stockholm, and a similar concession was being sought in 
Sweden by the Svenska Radio Co. In Finland the question 
was referred by the Council of State to the military authori- 
ties and the telegraph administration; the former has recom- 
mended the approval of the scheme, but the latter have not 
yet presented а report. It appears, however, that the Tele. 
graph Administration desires to have a telephone system be- 
tween Finland and Stockholm in its own hands. by means of 
a cable, and for the purpose of inquiry a representative re- 
cently paid a visit to Stockholm. It is estimated that a cable 
would involve an expenditure of from 20,000,000 to 40.000,00 
Finnish marks, whereas a. wireless station for telephony would 
amount to 1,000,000 marks. The question remains unsettled. 

Telegrams from Helsingfors report that a preliminary agree- 
ment has been reached for laying a telephone cable between 
Stockholm and Helsingfors, comprising nine lines. The 
agreement has been made, and says that the project has 
only been investigated. It is possible that radio-telephony 
may take the place of the proposed cable.—Reuter’s Trade 
Service (Stockholm). | 


French Africa.— WinELESS TELEGRAPHY.—The key of the 
wireless system in the Sahara is the station of Colomb-Bechar, 
set up in 1917. The first plant had a capacity of 2 kVA, but 
there are now installed two 10-kVA alternators. ТЬе station 


has a heavy traffic. with the whole of the West Saharan re- ` 


gion—Adadla, Taghit. Igli, Beni-Abbas, Tabelbala, Timimoum, 
and Abrad—with alternative routes to Bon-Denib and Oran 
on occasions of interruption of communications; and a. daily 
service to Batna and Timbuctoo when weather permits. 
Communication with the Eiffel Tower and Lyons is also made 
on occasion. There is now being installed a big station at 
Ain-el-Hadjar on the Perezam to Colomb-Bechar railway, 
which will afford communication with France and Algeria. 


Italy.— WiRELESS — TkLEGRAPHY.—AÀ concession has been 
asked for to erect a wireless station for the transmission of 
news throughout Italy. The station will be set up near Rome, 
and styled the '" Araldo" (Herald). It will have a capacity 
of 5 kW, and be able to transmit messages over a distance 
of 1,000 km. It is not proposed to occupy the Hertzian field 
for more than from 100 to 120 minutes in 14 hours. 


The Telephone Service.—Party LiNEs.—The G.P.O. autbori- 
ties are considering the possibilities of a new telephone party 
line, says the Daily Mail. Mr, David Pelton Moore. the re- 
presentative for the Hastings system, which has been suc- 
cessfully carried out in the United States, said: '' Our sys- 
tem is designed to enable the exchange to call each individual 
subseriber on a party-line and to give him a private line in 
precisely the same manner as with the present single line. 
From two to twenty-four subscribers can be placed on a single 
line..." By checking traffic conditions of single lines and 
adding a sutficient number of subscribers. it ts possible to re- 
duce the cost from 50 to 75 per cent.. while affording to each 
subscriber a secret and uninterrupted service. The present 
plant will serve with the addition of a few essentials.” 

AUTOMATIC EQUIPMENT AT NEWCASTLE.—Sir William Noble, 
Engineer-in-Chief to the General Post Office, in an address to 
the Newcastle and Gateshead Chamber of Commerce on 
March 28th, said it had been decided to change the existing 
plant in Newcastle by substituting automatic equipment. 
The first exchanges to be dealt with would be the Central and 
City, Newcastle and Gateshead. The territory at present 
served by the Central and City would be in future divided 
between one large automatic exchange to be called the Cen- 
tral, and two smaller ones, named East and West. Plans were 
now in hand for three new exchange buildings on the north 
side of the Tyne, and the building at Gateshead was in course 
of erection. Immediately the buildings were ready, installa- 
tion work would be commenced. The reconstruction of plant 
at the remaining exchanges within the five-mile radius would 
be undertaken from time to time as might be necessary. 
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CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELBOTRICAL REVIEW in which the 


. Official Notice ” appeared.) 


OPEN. 


Argentina.—Bvuexos AinEs.—June 28th. 
cil. Plant for hydro-electric generating station and 
former sub-station.* 

May 10. 37,000 metres of 6,600-V cable and 10,000 miles 
234-V cable. 

Australiaa—MELBOURNE.—May Ш. Victorian Electricity 
Commissioners. 960 miles of aluminium — stecl-cored cable; 
3,000 lb. flat armoured wire; 4,000 lb. No. 4 tie wire. 

July 5th. Victorian Railways. Three passenger electric 
elevators and one freight elevator with all equipment.— 
Reuter's Trade Service (Melbourne). 

September Ist. Victorian Electricity Commissioners. Five 
surface feed-water heaters, six surface vapour condensers, and 
12 feed-water evaporators.—Reuter’s Trade Service (Mel- 
bourne). 


May 23rd. Porous cells, &c.* | 
July 5th. Victorian Railways. One 2-ton storage battery 


truck with jib crane and lifting magnet. 


Belgium.—BnussELs.—April 15th. Post Office authorities. 
Terminal boxes for telephone cables. 
April 19th. Supply and laying 1,990 metres ЖОО eable 


at Boom and Alost. | 
April 26th. 18,000 metres of telephone cable for Ghent. 


Brighton.—May 8th. Electricity Department. Опе 6,000- 
kW turbo-alternator and exciter with condenser, and one 
geared turbo-driven d.c. generating plant. (April th.) 


Bury.—April 15th. Electricity Department. 1,000 yd. of 
cast-iron pipes, 9 ft. 6 in. internal diameter, construction of 
intake chamber, and all contingent works between Tottington 
railway bridge and power station, Chamber Hall. Mr. J. 


Amsworth Settle, borough engineer. 


Clydebank.— Electric ЕЛИ installation for premises in 
Miller Street for the County Education authority. Clerk to 
the authority, 18, Park Circus, Charing Cross, Glasgow. 


Dundee.—April 90th. Electricity Department. Steelwork 
for Craigie sub-station. Burgh engineer. 


Edinburgh—4April 24th. Tramways Department. 70 
trucks and electrical рК of cars, also wheels and axles. 
Tramway manager, . , St. James’ Square, Edinburgh. 


Glasgow. — Мау Г Electricity Department. 
meters, and carbons, for 12 months. (See this issue.) 


Hornsey.—4April 20th. Electricity Department. 
ing tower. (March 3lst.) | 


London.—STEPNEY —April 90th. Electricity Supply pene 
ment. Three 1,000-kW converting sets and one 5U-ton elec- 
trically driven overbead gantry crane. (March 3lst.). 

H.M. Orrice oF Wonks.—May 4th. Engineering labour 
electrical. &c.) required in the Newcastle-on-Tyne and 
Southampton districts during a period of three years. Secre- 
tary, H.M. Office of Works (Contracts Branch), King Charles 
Street, London, S.W.l. . 

METROPOLITAN ASYLUMS Boarp.—April 26th. Installation of 
two electric automatic passenger lifts and two electric auto- 
matic service lifts at Tooting Bec Mental Hospital, &c. 


Municipal Coun- 
trans- 


Cables, 


(April 7th.) 

Manchester.— Electric lighting installation at St. Stephen's 
Church, Harpurhey. Е. Rutter, 76, Carisbrook Street, 
Harpurhey. ‚ 


New Zealand.—AUCKLAND.—June 1st. Tramways Depart- 
ment. Electric equipment for ten bogie tramcars.—Reuter’s 
Trade Service (Melbourne). 

WELLINGTON. — July Sth. Public Works 
Eight steel transmission line. towers. 


Salford.— Electrically-driven detritus dredgers and/or re- 


uprocating pumps for sewage disposal works, Weaste. James 
Diggle & Son, civil engineers, 14, Brown Street, Manchester. 


Department. 


Department of Posts and 
telephone materials, about 
Telephone Exchange, 


Siam.—Banckok.—June 5th.. 
Telegraphs. . Telegraph and 
£10400. Chief сш engineer, 
Bangkok.” | 


Warrington.—April 18th. Electricity Department. H. 
and l.p. paper and lead-covered cable. (March 815%.) 
April 18th. Electricity and Tramways Committee. Tram- 


way pole-planting wagon.. Mr. F. V. I. Matthias, borough 
electrical and tramway engineer. Electricity Works, War- 


rington. 


*^ copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, &.W.1. ` 


One cool- - 


4 


CLOSED. Е 
Barrow.—Electricity Department. Stores for three 
months. Accepted 
Insulating tape, &c.—Metropolitan-Vickers Electrical Co., Ltd. 
Insulating compound, e.h.p. ditto, &c.—British Insulated & Helsby 
Cables, Ltd. 


Bitumen.—Dussek Bitumen Co. 
Pin plugs.—A. P. Lundberg & Sons. 
Lampholders, tumbler switches, adapter plugs, &c.—General Electric Co., 


Fuse wire, half-watt lamps, and carbon filament lamps.— Edison Swan 
Electric Со, Ltd. 

А.с. and d.c. electric meters.—Chamberlain & Hookham, Ltd. 

Earthenware pipes and troughs.—Doulton & Co. 

Casing and capping.—Downes & Davies. 

Meter boards.—E. Last & Sons. 

Lead seals.—Acme Lead Seal Co. 

Copper wirc.—Johnson & Beckwith, Ltd. 


Belgium.—Belgian Post Office. We are informed that 
the following tenders were received for the supply and laying 
in of 1,500 metres of telephone cable at Tournai, Mouserou, 
and Bruges : — 

Comp. Industrielle des Téléphones, Paris: 

Ateliers de Constructions Electriques. de Charleroi 


Compagnie Générale des Cables, Lyons ... 
A. Cailleaux et Cie., Brussels 


42,230.28 fr. 
49.105.72 fr. 
52,150.72 fr. 

65,571 fr. 


W. T. Henlev's Telegraph Works, London, 66,345 fr., c.i.f., Antwerp. 
Electric Cables & Conduits Co., Schaerbeek А 69,057 fr. 
A. Keiffner, Schaerbeek in 71.160 fr. 

82,812 fr. 


Siemens & Halske, Berlin 


We understand that the follow; ing аот were submitted 


to the Brussels Соко d canlo and accessories :— 
A.C.E.C., Charleroi К 2,105,704. 35 fr. 
Cáblerics d' Eupen 2,172,901.65 fr. 
Cábleries. de Presbourg 2. 559,148 fr. 


Metropolitan-Vickers 3.281.336 fr. 
3,637,679.06 їг. 


Bell Telephone 

Cábleries de Lyon Unit prices. 
Prescott jns - n " T 5s sis T 
Zurich V Vu Vas T 


Accepted:— 


Bolton.—Electricity Committee. 
Bank generating station and Spa 


Switchgear extensions at Back. o’ th' 
Road sub-station.—Bertram Thomas, 


Tramways Committee. 
Fight new tramear equipments.—English Electric Co., Ltd. 


Bradford.— Electricity Committee. 

500 5-amp. single-phase a.c. meters.—Thompson & Co. 

Electrical installation at new offices and showrooms of the Electricity De- 
partment, Sunbridge Road.—Jessop & Boydell, Ltd. 

Cast-steel nozzle box for vertical turbine.—British Thomson-Houston Co., 


td. 
Feed-water piping for boiler-house, Valley Road works.—Aiton & Co., Ltd. 
Dublin.—Electricitv and Public Lighting Committee: 
Accepted :— ' 


Supply of transformers for 12 months (approx. 
Electric Transformer Co., Lt 


Edinburgh.—The Town Council has disapproved of the 
Tramway Committee's recommendation (mentioned in our last 
issue) to allot rail and pole contracts to German firms, and 
the successful firms are :— 

Steel tramway rails and fishplates (£1,527).—Dorman, Long & Co. 

Three-piece tramway steel poles.— Stewart & Llovds, Ltd. 

Tramway саг top covers (£4.30)).—Craven's Railway Carriage & Wagon 

Co., Ltd., London. 

The recommendation was rejected by 30 votes to 19, and 

the main argument advanced for the British tenders to be 


accepted was the need for keeping trade in this country. 


Liverpool.—Corporation. Accepted:— 
100 40-h.p. D.K. 20a motors, including roller bearings.—English Electric 


Co., Ltd. 
London.—SrTEPNEY .— Electricity Committee. Coal for the 


Electricity Department :— 

Two barges Scotch (Wemyss) washed pea nuts (24e. 10d. ton).—J. Hudson 
and Co. (accepted). 

Wood flooring in new test room (£106) Асте Flooring & Paving Co. 
(1904), Ltd. (accepted). 

One ton plumber's solder (£69).—G. W. 

‚ Gunmetal multi-jet nozzle heater (£55).—G. 
mended). 

Carbon-dioxide indicating outfit (£53).—Cambridge & Paul Instrument Co., 
Ltd. (recommended). 

Electrically-operated adding machine, with motor and drive (£252).— 
Burrough's Adding Machine, l.td. (recommended). 


Sr. MaRYLEBONE.—Electricity Committee. Recommended. 
In connection with the supply of electricity to Messrs. Peter 
Robinson, Ltd., Bourne & Hollingsworth, Ltd., and Deben- 
ham, Ltd. 

Transformers (€3,5387).--British Electric Transformer Со,, Ltd. 


Е. Һр. switchgear (£2,888). - Ferguson, Paitin, td. 
о ае wet mains amt feed-water pipes (£3,H0). — Aiton & Co., Ltd. 


alves (£#1,928).—). Blakeborough & Son, Ltd. 


h ast-iron pipes (£515).—Di- & Slack. Ltd 
V ater-softening plant (1.950). --Вессо Engineering & Chemical Co., Ltd. 
E.h.p. switchgear for Hampstead bulk suppl (£1.02]1).—Ferguson. Failin, 


Ltd. 


Supply of cable for 12 


amount £7,000).—British 


Neale (accepted). 
& 


J. Weir, Ltd. (recom- 


months :— 


Enfleld Ediswan Oable Works, erd: Vocommenden £20,018 
Hackbridge Cable Co., Ltd. 92 321 
Macintosh Cable Co., Ltd. ge 23,932 
Henlev's (W. T.) Tele. Works Co., Lu. 23,950 
Siemens Bros. & Co., Ltd. РА unt К 94,260 
Glover (W. T.) & Co., Ltd. ed ud RS es 24,347 
British. Ins. & Helsby Cables, Ltd. Wr 595 si z tex 24,376 
Western Electric Co., Ltd. Р iis eh vox ku 24,457 
Pirelli-General Cable Works, Ltd. 24,872 
Callender's Cable & Const. Co., Ltd. 25,854 


India Rubber, G. P. & oe Works Co., Ltd. Unable to tender. 


St. Helen's Cable Co., I 78 Unable to tender. 
Constructional steel d DT Osborn Street sub-station (£74).—Redpath, 


Brown & Co. (recommended). 
Maidenhead.—Town Council. Accepted:— 


One 4-cvlinder vertical heavy oil engine, with 250-kW dynamo and equip- 
ment, for the electricity works (£5,239).—Ruston & Hornsby, Ltd. 
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Maidstone —Town Council. Accepted:— 


Twenty-five “ Xcel " electric irons for hiring purposes.—Drake & Gorham 
(Wholesale), I.td. 
Transformers (£128).—Ferranti, Ltd. 


New Zealand.—MaNaanao.—Hydro-electric scheme. The 
Government has accepted the tender of Metropolitan-Vickers 
Electrical Co., at £30,764, for switchgear. The Mangahao 1n- 
stallation will have the highest electrical pressure in Austra- 
lasia. The lowest tender received was one for £24,666 from 
America.—Reuter's Trade Service (Wellington). | 

The following tender has been accepted by the Public Works 
Department of the New Zealand Government :— 


Seven 4,000-kVA, 110,000-volt, single-phase, oil-immersed, forced-cooled 
transformers, in connection with the Mangahao hydro-electric power 
scheme.—Ferranti, Ltd. 


Reading.—The following contracts have been placed by 
Messrs. May & Hawes, consulting engineers, on behalf of the 
Reading Electric Supply Co., Ltd. :— 

1,500-kW, three-phase Belliss-English Electric turbo-alternator and con- 


denser.—Belliss & Morcom, Ltd. 
1,00U-kW rotary converter.—The English Electric Co., Ltd. 


Wolverhampton.—Electricity Committee. Accepted:— 


Ash bunkers and conveyor trough (£490).—A. H. Guest & Co. 

Two 40,000-Ib. water-tube boilers, with superheaters complete (£8,508).— 
The Stirling Boiler Co., Ltd. 

Four self-contained forced-draught travelling grate 
(£6,122).—The Underfeed Stoker Co. 

Stand-by telpher coal grab for the present telpher machine (£295).— 
Strachan & Henshaw, Ltd. 


stokers complete 


FORTHCOMING EVENTS. 


Institution of Electrical Engineers (East-Midland Sub-Centre).- lucsdav, 
April 18th. At the College, Loughborough. At 6.45 p.m. Paper on 
“ Electric Vehicles," by Mr. R. J. Mitchell. 
(Sheffield Sub-Centre).—Wednesdav, April 19th. At the Roval Vic- 
toria Hotel, Sheffield. At 7.30 p.m. Ordinary mecting. Visit of President 
and smoking concert. 


Institute of Oost and Works Accountants.—-\Wednesday, April 19th. At the 
Institute of Patent Agents, Staple Inn Buildings, W.C. At 7 p.m. Last 
meeting of the session. Paper оп © Treatment of On-Costs with particular 
reference to Machine Rates," by Mr. R. Townsend. 

Institution of Rallway Signal Engineers.—Thursday, April 90th. At the 
Institution of Electrical Engineers, Victoria Embankment, S.W. At 8 
p.m. Paper on '' The Location of Signals as an Aid to Traffic Work- 
ing," by Mr. R. S. Proud. 

Eleotrical Power Engineers’ Assooiation (Southern Division).—Friday, 
April 21st. At the Essex Hall, Strand, W.C. At 7 p.m. General mecting. 

Junior Institution of Engineers.—Friday, April 21st. At Caxton Hall, S.W. 
At В p.m. Paper on “ Condenser and Choke Coil Protective Apparatus," 
by Mr. S. A. Stigant. 


NOTES. 


The Lead-Hydrate Battery.—The article which appeared 
exclusively in our issue of March 2th on the lead-hydrate 
storage battery has attracted much attention. It has been 
represented to us from a certain source that a catalogue issued 
by the makers gives particulars only of eells which, so far as 
capacity per lb. is concerned. show no advantage compared 
with cells of the ordinary type, the data not being in accord- 
ance with the remarkable claims put forward and quoted, on 
the makers’ responsibiliy, in the article. Further, we are 
informed that batteries purchased from the makers show no 
higher capacity than other makes, that their quotations in 
answer to inquiries do not offer higher capacities, and in fact 
that the high-capacity batteries referred to in the article are 
not available for purchase. 

In view of these statements, we have inquired of Messrs. 
Siebe, Gorman & Co., Ltd., and have received from them the 
following letter, dated April 11th :— 

“Та reply to your letter of to-day's date, we beg to state 
that up to the present we have only delivered to customers 
starter batteries for motor cars. These starter batteries do 
not require abnormally high capacity, but, on the other hand, 
they do require a low internal resistance 60 that a big initial 
discharge can be obtained. This is the case with all batteries 
supplied up to the present, and they should not therefore be 
compared with the batteries as put forward in vour article of 
March 24th, in which it is stated that such high capacity 
batteries have an output of about 30 watt-hours per lb. The 
ordinary high-capacity battery is rated at about 12 to 15 watt 
hours per lb. 

"The company is prepared to supply batteries giving, 
approximately, this high capacity. in accordance with the 
circular issued by them. This result has been definitely estab- 
lished by actual experiment, which we are prepared to demon- 
strate immediately before the Editors of the Review or their 
own technical representative. 

* We are, Gentlemen, 
“ Yours faithfully, 
“ For ЅІЕВЕ, GORMAN & Co., TaD., 
'* H. Trevor Dawson, Director.” 


To prevent misunderstanding, we have ascertained from the 
company that the high-capacity batteries which they are pre- 
pared to supply are those giving 3 watt-hours per pound. 


- 


representing thirteen of these companies in Great Britain, bis 


Wireless Telegraphists! Dispute.—In consequence of a 
dispute, about 300 wireless operators in the employment of 
the Marconi International Marine Communication Co., Ltd., at 
Bristol Channel ports ceased work on Thursday. Mr. F. 
Davies, South Wales district secretary of the Association of 
Wireless Telegraphists, to which the operators belong, stated 
that they were prepared to accept the small wage reduction 
proposed, but they definitely refused to undertake any extra 
duties, such as tallying, in addition to their telegraphic work, 
on the ground that it was outside their agreement with the 
Marconi Co. He was hopeful that negotiations would soon 
be resumed.  Pickets have been posted at the docks at 
London and Liverpool and the North-East Coast and Bristol 
Channel ports, with the result that many wireless telegraphiste 
have refused to sign ships' articles. 

Educational.— UNIVERSITY COLLEGE, LONDON.—Professor J. 
A. Fleming has been compelled by illness to cancel all 
engagements for the present, and will consequently be unable 
to deliver the course of lectures on '' Modern Improvements 
in Telephony ' at University College which had been anu- 
nounced to begin on April 26th. It is hoped that Professor 
Fleming will be able to deliver the course in October. 

POLYTECHNIC, REGENT STREET, LoNDOoN.—Electrical Engi- 
neering Department.—Special courses of віх lectures, 
each commencing May 8th, will be given during the summer 
term, on the following subjects: Electric lighting and illu- 
mination, power factor and its improvement, alternating 
current measurements, protection of e.h.p. systems, and in- 
dustrial electrical measuring instruments. Fee for the course, 
"s. 6d. Full particulars are given in our advertisement col- 
umns to-day. 

BRADFORD MUNICIPAL TECHNICAL COLLEGE.—The authorities 
have arranged a special course of indoor lectures and, where 
suitable, out-door practices, in various subjects, including 
wireless telegraphy (every Thursday, commencing Мау Ioth), 
by Mr. Н. G. Evans, M.Sc., and scientific and industrial 
magnetic measurements (every Tuesday, commencing May 
16th), by Mr. S. Barlett, B.Sc. 


Fatalities.—An inquest was held on April 4th into the 
death of William Whitehouse, a fitter's mate, employed hx 
ihe Worcester Electricity Department. Evidence showed that 
the deceased went beneath a mechanical stoker to make an 
adjustment when he was caught by a wheel on some shafting, 
and killed. The Chairman of the Corporation Electricity Com- 
mittee said that if it were possible to devise a suitable screen 
to prevent such an accident in future, it would be installed. 
A verdict of '' Accidental death ’’ was returned. 

On April 8th an employé of the Leeds electricity works. 
George Brown, came into contact with some “ live " metal 
while working on a switchboard, with fatal results. 

Appointments Vacant.—Senior assistant electrical engi- 
neers (shift duties) (£250), for the Newcastle-on-Tyne Electric 
Supply Co., Ltd.; sub-station attendant (878. 3d.), for the . 
Stoke Newington Borough Council electricity department. ` 
(See our advertisement pages to-day.) 

The Electricity (Supply) Bill, 1922.—The Report stage of 
the Bill was taken in the House of Lords on Tuesday lact. . 
The Earl of Bessborough moved an amendment to Clause |. 
restricting the borrowing powers of joint electricity authorities | 
to а maximum of £100,000, except when Parliamentary san- . 
tion was obtained. | 

Viscount Peel said the amendment would cripple the autho ` 
rities, and proposed an amendment in substitution for it pre ` 
viding that the maximum amount that might be borrowed by ' 
an authority should be specified in the scheme constituting 3 
the authority. : 

Lord Monkbretton, on behalf of the L.C.C., eaid that Lord 
Bessborough's amendment would destroy the Bill, and if the * 
Bil were not passed in its present form, the L.C.C. would : 
have to reconsider the proposed extension of tenure of the ? 
London companies. è 

ord Bessborough's amendment was withdrawn and Viscount 3 


Peel’s adopted. An amendment to Clause 16 exempting Шо 4 


. members of a joint electricity authority who did not take a ! 


supply of electricity from liability to make good any deficiency 4 
was agreed to, and the Report stage was concluded. | 
The Incorporated Association of Electric Power Companies. 


issued a memorandum setting forth the position of the com- 
panies under the Electricity (Supply) Bill, 1922. It is re 
garded as essential that a measure of protection should be 
given, and the Association contends that the operation of 
Joint Electricity Autborities should be excluded from th 
power companies’ areas. No local authority in the area «f 
a power company should be permitted to contribute to th: 
expenses of a Joint Authority, but power should be given t» 
such an authority to grant financial assistance to the com- 
pany in certain circumstances. It is complained that there 
is no guarantee in the Bill that a Joint Electricity Authority 
will be under an obligation to supply power at a lower rate 
than or as low в rate as that charged by an existing undertaker 
in the area. In apportioning the expenses of the Electricity 
Commissioners, the basis should be '' units sold ” not "' units 
generated," and bulk supplies should be specially treated © ! 
that distributors would also be assessed for a fair proportion : 
of expenses; under the present Bill, distributors would ap. | 
parently escape any contribaiion. 
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Standard Specification for Tramway Rails.—The British 
Engineering Standards Association has issued a revised edi- 
tion (No. 2—1922) of the Standard Specification for Tramway 
Rails and Fishplates, originally issued in 1903. The principal 
modifications are set out in a preface. In the manufacture 
of rails by the Bessemer and open hearth processes, both acid 
and basic, a higher minimum carbon content is specified, and 
in the case of '' basic " rails added silicon has been provided 
for. The minimum tensile strength of rails has been increased 
to 45 tons per sq. in. Testing procedure is set out in detail, 
and an arbitration clause has been added. Section 8 is a 
special heavy section designed for use in exceptional traffic 
conditions; and Section 9 is primarily intended for interurban 
tramways employing sleeper construction. 


Service Notes.—Territorial Army  Reserve—Enqgineers.— 
Major A. J. Dickinson, А.М.Г.Е.Е., T.P., having attained the 
si limit, was retired on April 5th. He retains the rank of 
Major. | 

General List.—R.E.—Capt. H. L. Bazalgette, А.М.Т.С.Е.. 
AM.LE.E., from the London Electrical Engineers, takes the 
rank of captain as from April 5th. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—DiNNER.—Arrange- 
ments have been made for the members of the Institu- 
tion to dine together at the Engineers’ Club after the ordinary 
meeting of the Institution, to be held'on April 27th. The 
charge per cover will be 5s. 6d. Members wishing to be pre- 
wnt at the dinner are requested to send their names to the 
Secretary in advance either in. writing or by telephone. 

CONVERSAZIONE.—The annual conversazione will he held at 
the Natural History Museum, South Kensington, on June 
Mth. 

NORTH-WESTERN CENTRE.— The annual general meeting of 
the Centre is to be held on April 25th, at the Engineers’ Club. 
Manchester, when the annual report will be presented, and 
the election of a chairman, two vice-chairmen, honorary 
un and four ordinary members of committee will take 
place. 

ABERDEEN SUB-CENTRE.— The number of members in the 
district does not warrant the continuance of this Sub-Centre, 
and the Institution Council has, therefore, decided to dissolve 
it. 

NEW STUDENTS’ SEcTIONS.—The Institution Council has ap- 
proved of the formation of Students’ Sections at Leeds and 
Sheffield. MEE 


Institution of Engineers (India).—The first volume of the 
Journal of the Institution is of particular interest as it gives 
a concise review of the circumstances which led up to the 
formation of the Institution, its constitution, and future 
prospects, by the Organising Secretary (Mr. Hugh W. Brady, 
M.LMech.E.). A full report of the inaugural ceremony, in- 
cluding the presidential address by Sir Rajendra Nath Mook- 
erjee, K.C.IE., is also given. The volume embodies the 
first annual report and an account of the first annual general 
meeting, and it 1s satisfactory to note from the former that it 
i improbable that the loan offered to the Institution by the 
Government of India will be required. Six papers are con- 
‘tained in the Journal, dealing respectively with ‘* The Howrah 
Bridge Problem." ' Light Railways," '' Electro-Chemical In- 
dustries,’’ '** Portland Cement," '"' Driving Belts," and ‘ The 
Patent System." The subscription for the Journal is 50 
rupees per annum. 

The second annual general meeting was held early in Janu- 
ary, when “Major G. H. Willis, C.I.E., M.V.O. R.E., 
M.LMech..E., was elected president. Major Willis is Master 
of the Bombay Mint. and has been for some time President of 
the Bombay Association of the Institution. 


Institution of Production Engineers.—A general meeting 
of the Institution will be held on April 21st. at the Institution 
of Mechanical Engineers, when Mr. J. R. Smith, A.M.I.E.E., 
chief electrical engineer to Messrs. J. & E. Hall, Ltd., Dart- 
ford. will deliver a paper, to be illustrated by lantern slides, 
dealing with '' Electricity in a Machine Shop.” 


Liverpool кане Society.—On April 5th Mr. Sterry 

. Freeman, C.B.E., read a paper entitled ‘‘ Some Remarks 
ocn Turbine Gearing.” The paper dealt with the marine 
aspect of the subject and compared first of all the steam 
turbine with the oil engine for ship propulsion. Then such 
considerations as gear-cutting, the material employed, the 
wearing of gears, &c., were taken, the author giving instances 
Which had come to his notice. 


Institute of Metals.—A ballot for the election of members 
and student members of the Institute will be held on Wednes- 
dav, April 19th. The, twelfth annual May lecture is to be 
delivered on May 3rd, by Prof. Sir Ernest Rutherford, F.R.S., 
on " The Relation of the Elements." Membership applica- 
tion forms and cards of invitation to the lecture mav be ob- 
tamed on application to Mr. G. Shaw Scott, M.Sc., the 
secretary, 36, Victoria Street, S. W.1. 


Edinburgh Electrical Society.—At the meeting on March 
94th, Mr. J. McEwan Brown, of the Post Otfice Telephones, 
delivered a lecture on '' Magnets." Оп April 7th, Mr. J. 
Walker read a paper entitled ` Notes on a.c. and d.c. Plant," 
which was illustrated by a large number of lantern slides, and 
dealt chiefly with maintenance questions. 

Members who intended to visit the Walkerburn Hydro- 
Electric Works on Saturday, April 22nd, were invited to send 
their names to the secretary so that arrangements might be 
made for transport, &c. 


Glasgow Corporation Engineering Society.—The Glasgow 
Corporation Electricity Department Engineering Society 
brought a very successful session to a close on April 3rd, when 
a paper on " Heat Balance " was read by Mr. John Bruce. 
This paper won the prize offered at the beginning of"the 
session by the manageinent, for the best essay on the subject. 
The Society has now a membership of 300, and the monthly 
meetings are Well attended. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements. 


We learn with interest that, in consequence of a reorganisa- 
tion of the Jackson Electric Stove Co., Ltd., Mr. W. A. 
GiLLOTT, A.M.LE.E., is severing his connection with that 
company. Mr. Gillott is in the exceptional position of a fully 
qualified power transmission engineer who has turned his 
attention. to the development side of the electricity supply 
industry, with remarkable success; of the 14 years that he was 
connected with the Newcastle-on-Tyne Electric Supply Co., 
Ltd., he spent some eight years in developing electric heating 
апа cooking over the whole of the company’s urea, with a 
free hand, the result being a profitable load of 15,000 kW. 
His paper on the subject before the I.E.E. led to the forma- 
tion of the Electrical Development Association, of the council 
und committees of which he is an active member, and during 
1913-19 he was in control of the electrical work in connection 
with the National Kitchens and Restaurants under Lord 
Rhondda. In 1920 Mr. Gillott, at the invitation of the Jackson 
Electric Stove Co., Ltd., joined that concern as sales manager, 
in which capacity, amongst other achievements, he initiated 
the use of electricity for cooking on the Great Northern Rail- 
way trains which we recently described, besides carrying on 
& propaganda which has benetited the industry generally. His 
private address is ‘‘ Dunsinane," Hadley Road, New Barnet, 
Herts. 

Major-General Sir FREDERICK Sykes has been elected a direc- 
tor of the Underground Electric Railways of London. 

The Sperial Committee of the Salford Corporation appointed 
to consider the Electricity Committee's proposals submitted at 
Monday's Council meeting a recommendation that the Council 
should appoint Mr. J. A. ROBERTSON as engineer “ to design 
and direct the construction of the new electricity generating 
station at Agecroft and the laying of the necessary main 
transmission lines, at an inclusive remuneration of £14,000, 
together with reasonable travelling expenses, on condition 
that the inclusive fee shall include the fees and expenses of an 
architect and other necessary technical assistants, and the 
cost. of the preparation of all necessary plans, &c." According 
to the Manchester Guardian it was further recommended that 
for a period of twelve months from April 1st instant Mr. 
Robertson should be appointed consulting engineer to the Cor- 
poration in connection with the existing electricity under- 
taking at an inclusive fee of £500 per annum, the Corporation 
reserving power to renew the appointment at the end of the 
period stated. The Council on Monday adopted the above 
recommendation. 

In the King’s Bench Division, on Mondav, the settlement 
of the libel action, brought by Sir РиплрР Dawson, M.P., 
against Lord Alfred Douglas, and a paper called ‘‘ Plain En- 
glish," was mentioned. Тре libel appeared in that paper 
while Sir Philip was standing as Conservative candidate for 
Lewisham, last August. Lord Alfred Douglas said he was 
away at the time and had nothing to do with the appearance 
of the libel. The other parties concerned apologised and paid 
a sum of money into Court. . 

Mr. H. Dicktnson, the Liverpool City electrical engineer, is 
to be responsible for the duties of City Lighting Engineer and 
Official Inspector of existing electric meters. Mr. W. H. 
WARDLE, principal assistant in the Liverpool Electric Lighting 
Department, has been recommended for an increase in his 
present salary from £300 per annum plus E.P.E.A. bonus, to 
£350 plus Corporation bonus. 

Mr. H. J. B. СнАррЕ has been appointed lecturer in elec- 
trical engineering at the Bradford Municipal Technical Col- 
lege at £370 per annum. ^ 

Mr. JOHNSTONE WRIGHT. Bradford, has been annointed Citv 
electrical engineer at Belfast jn snecession to Mr. Proxaw. 
who is retiring on pension. Mr. Wright received his technical 
training in mechanical and electrical engineering at Glasgow 
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Technical College, began his professinoal career as construc- 
tion and testing engineer to the British Electric Plant Co., 
Alloa, and was afterwards chief assistant at the Oban Elec- 
tricity Works. Between 1906 and 1919 he filled several im- 
portant position in the Cleveland, Durham and Newcastle-on- 
Tyne group of power companies. "In September, 1919, he was 
appointed deputy electrical engineer of Bradford. 

Mr, G. L. F. Puurs, who has just retired as manager of 
the N. V. Philips Gloeilampen Fabrieken, has been elected a 
director of the company. In place of Mr. G. Swope, of New 
York, Mr. J. W. Woodward, of Paris, one of the European 
managers of the International General Electric Co., has 
also been appointed a director of the Philips company. 

We regret to learn that Prof. J. A. FLEMING has been com- 
pelled on account of illness to cancel all engagements for the 
present. We trust that he will speedily recover his normal 
health. 

Mr. R. H. Prrrs, O.B.E., has been appointed to act as Staff 
Officer for the Underground companies. Mr. Pitts will hold 
this post in addition to his duties as secretary to the Joint 
Standing Committee of the companies. 


Obituary.—Mn. J. N. PAXMAN.—We announced in our last 
issue the death of Mr. James Noah Paxman, one of the 
founders of the firm of Davey, Paxman & Co., Ltd., Standard 
Ironworks, Colchester. The firm was inaugurated in the year 
1865, by Mr. Charles M. Davey, Mr. Paxman, and Mr. Henry 
Davey, at premises in Culver Street, in the centre of Col- 
chester, but its growth was so rapid that in 1876 a larger and 
more convenient site was found at the Hythe, much closer 
to the river than the original works, and it was there that 
Mr. Paxman's chief work was carried out, for, two years 


MR. JAMES NOAH PAXMAN. - 


later, the Daveys retired from the business, and the subse- 
quent development of the firm was due, in the main, to him. 
In 1869 he patented the '' Paxman ’ ' vertical boiler, and in 1878 
his automatic cut-off gear. At-the International Electric Ex- 
hibition, held in London, in 1882, Mr. Paxman's engine ran 
HO steadily and perfectly that it was retained by the jury 
for carrying out their experiments; thev commended it for 
its efficient and regular performances, and awarded him a 
gold medal. From 1880 onwards the “ Paxman ” plant for the 
supply of electricity for lighting has been a feature of 
every British exhibition, notably at all those held at Earl's 
Courb, London; a large plant also figured at the Paris Ex- 
hibition, of 1889. Among other specialities, Mr. Paxman ex- 
perimented with the dry-back flue and tubular boiler, and after 


a series of trials put on the market his well-known '' Econo- 
mic"' boiler, a boiler noted for its economy, and widely 
used. Notwithstanding his active engineering practice, 


Mr. Paxman devoted much time to the welfare of Colchester, 
and the County of Essex. He was on two occasions Mayor of 
the borough and acted as High Sheriff of the County in 1903 
and 1904. His benefactions to the town of Colchester include 
substantial help to the Technical School for Science and Art, 
the gift of part of the public park, the Victoria Tower of 
the Town Hall, and the tower of St. Leonard's Church. At 
the time of his death he was in his 91st year, and, though 


failing health obliged him to live far from the works, his 
mental faculties were unimpaired, and up to the last he re- 
mained in close touch with the business of his company. 

Mr. J. J. Easton.—We regret to learn that Mr. J. J. Easton 
passed away at Sidmouth, Devon, on April 7th, at the age 
of 73 years. Mr. Easton entered Messrs. Siemens Brothers’ 
oflices at 3, Great George Street, Westminster, in 1868, at the 
аде of 19, ‘and remained with the firm and with the succeed- 
ing company—Siemens Brothers & Co., Ltd.,—until June, 
1919, when he retired. During this period of 51 years, he 
was largely instrumental in furthering the growth of the 
company's business, and for many years had charge of its 
commercial organisation im relation to all classes of cables and 
telegraphy. Mr. Easton was a keen business man, was 
happy in his family surroundings, and found in fishing his 
great hobby and recreation. 

Mrs. J. A. RoBERTSON.—Our readers will learn with regret 
of the death of Mrs. Robertson, wife of Mr. J. A. Robertson, 
borough electrical engineer of Salford, after an illness which 
commenced suddenly in September last. Mr. Robertson has 
lately been passing through a period of keen distress in this re- 
gard, having to divide his attentions between his wife, critically 
ill at Greenock, where she had been taken in the hope that the 
change would do her good, and the Salford Corporation dis- 
cussions regarding his appointment. 'We desire to pass on 
to him our own and our readers' sympathy with him in his 
great bereavement. 

Sir JoHN Benn.—We regret to record that Sir John Williams 
Benn, Bart., passed away on Monday morning, at his residence 
in Surrey, at the age of 72 years. Sir John had been a man 
prominent in publie afiairs for the greater part of his life, 
but to us and to oyr readers he is best known by reason 
of his lengthy connection with the London County Council 
(especially the part he played in connection with its electrie 
tramway system), and through his interest in the trade Press. 
The Benn interest in trade journals was latterly owned and 
developed under the stvle of Benn Pros., Ltd., which owns 
among other papers The Electrician and the Hardware Trade 
Journal. Of this company, Sir John was chairman, and Mr. 
Ernest J. P. Benn, the eldest son and heir, who now assumes 
the title, is managing director. 


Wills.—The late Sir GEORGE CARTER (Cammell, 
Co., Ltd.) left £20,755 gross, and net personalty nil. 

Mr. Н. S. J. Boots, managing director of the Electrophone, 
Ltd., left £6,929 gross, and £6,080 net personalty. 
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NEW COMPANIES REGISTERED. 


British Horo-Electric, Ltd. (180,855).—Private company. 
Registered April 3rd. Capital, £50,000 in £1 shares. To adopt agreement 
(1) with H. Binggueley and F. G. Trollope and (2) with the Compagnie 
Générale Horo-Electriques; to develop and turn to account the inventions, 
patents and rights comprised in the first agreement, and to carry on the 
business of manufacturers of and dealers in electrical and other watches, 
chronometers, clocks, timepieces and horological instruments, &c. The first 
directors are: F. G. Trollope, 17, Bolton Street, W.1, gentleman; L. W. M. 
Hickley, Much Hadham, Herts, solicitor; M. P. Favre-Bulle, B'd Beausifaur, 


Paris; H. Binggueley, 1, Montague Street, W.C.1, manufacturer; Lt.-Col 
Н. W. Snow, 52, Chester Terrace, S.W.1. Qualification: £100. Remunera- 


tion (except managing director), £500 per annum divided between them. 
Secretary: V. G. Frohman, 34, Waldgrave Road, Ealing, W.5. Solicitors: 
Clowe, Hickley & Heaver, 10, King's Bench Walk, Temple, Е.С. 


Metals Reproduction, Ltd. (180,811).—Private company. 
Registered March 3lst. Capital, £15,000 in £l shares. To acquire any in- 
ventions relating to the reproduction of metals; and in particular to acquire 
from Sherard Cowper Coles the benefit of certain discoveries or inventions, to 
carry on any business relating to above or to the reproduction, working, manu- 
facture, development or improvement of any metal, metalliferous or other 
products or any chemical, synthetic or other substitute for the same, &c. The 
permanent directors are: Cecil Н. Nicholson, 96, Piccadilly, W.1; Sherard 
Cowper Coles, Rossall House, Sunbury-on-Thames; Frank de Fontaine Eng- 
land, 10, Porchester Place, Hyde Park, W. Qualification: £100. Remunera- 
tion: £150 each per annum. Secretary: F. de F. Enyland. Registered office: 
40, Grosvenor Place, W. 


Kilrush Electric Lighting and Power Co., Ltd.—Private 
company. Registered in Dublin March 3lst: Capital, £5,300 in £1 shares. 
To carry on at Kilrush the business.of an electric light company in all its 
branches. The subscribers are: D. Ryan, Kilrush, miller, 500 shares; T. J 
Mahony, Kilrush, hardware merchant, 1,000; G. Brew, Henry Street, Kilrush, 
hardware merchant, 100; J. Saunders, Moore Street, Kilrush, boot merchant, 
100; P. O'Shea, Moore Street, Kilrush, draper. 200; P. Tubridy, Fran! 
Street, Kilrush, civil engineer, 100; G. J. Cantwell, 6, Fleet Street, Dube. 
engineer, 250. The first directors are the above subscribers ага} D. G. J. Car: 
well, Registered office : Burton Street, Kilrush. 


Standard Carbon Brush Holder Со.—— [he Standard Car- 


hon Brush Holder Co., Ltd., was registered on April Ist as a company limited 
bv guarantee, with 20 members each liable for £10 in the event of winding up 
The objects are: to acquire from W. H. Scott and A. A. Pollock paren! 
No. 140,913, of 1920, for an invention relating to improvements in. current 
collecting devices for dynamo-electric machines, and to carry on the business 
of electrical engineers and contractors, manufacturers of and dealers in elec- 
tric, magnetic, galvanic and other apparatus, &c. The management is vested 
in an Executive Committee, the first members of which are: H. T. Boothroyd, 
Ltd. (H. T. Boothroyd, governing director), Bootle, Liverpool; British Thomson- 
Houston Co., Ltd. (M. С. Lusk), Rugby; Lane: ashire Dyn amo and Motor Co.. 
Ltd: (А E, Wood, managing director), Trafford Park, Manchester; Ma ee and 
Flatt, Ltd. (E. Roberts, director), Park Works, .Manchester; Lauren Scott 
and Co., Ltd. (W. H. Scott, director), Norwich; Brush Electrical Engineering 
Co., Ltd, (W. Johnstone, executive director), Loughborough; Metropolitan- 
Vickers Electrical Co., Ltd. (R. S. Hilton), Trafford Park, Manchester ; 
Electromotors, Ltd. (B. Longbottom, managing director), nshaw, Man- 
chester. Solicitors: T. Trimmell, 71, Lincoln's Inn Fields, W.C. No notice 
of situation of registered office was fled at time of incorporation. The fie 


number is 120,849. 


Digi 
c 


` 


Vol. 90. No. 2,316, APRIL 14, 1922.] 


THE ELECTRICAL REVIEW. 


ы - n—————!À— í—! 


Spensers, Ltd. (180,818).— Private company.—Registered 
March 318. Capital, £12,000 іп £1 shares. То carry on the business of 
manufacturers of and dealers in electrical plant, machinery, meters, apparatus 
and appliances, producers and suppliers of electricity, electrical, mechanical, 
hydraulic and general engineers, &c. The first directors are: Н. E. Smith, 
Attadale, Bush Hill Park, Enfield; К. Smith, St. Lawrence, Millway, Mill 
Hil, N.W.7; C. K. Black, Milton, Stanmore, Middlesex. Secretary: С. 
Kennedy Black, Registered office: 6, London Street, Paddington. 


Macdonald Brown, Ltd. (180,840).—Private company. 
Registered April Ist. Capital, £200 in £l shares. Го carry on the busines» 
of electrical, mechanical and general engineers, &c. The first directors are: 
H. Holt, 14, Queensborough Terrace, Bayswater, W.; F. T. Warne, 4, Rose- 
mary Avenue, Church End, Finchley, М, Secretary: H. C. Mundy. Regis- 
tered office: 39, Furnival Street, Holborn, E.C.4. 


A. Peckston, Ltd. (180,849).—Private company. Regis- 
tered April 3rd. Capital, £1,000 in £1 shares. To take over the business of 
an electrical engineer carried on by Austin Peckston at 42, Wilson Street, 
Middlesbrough. The permanent directors are: A. Peckston, 3, West View, 
Acklam Road, Linthorpe, Middlesbrough (managing director); A W. Foster, 
“Wynneholme,’? The Avenue, Marton-in-Cleveland, Yorks. Registered office: 
42, Wilson Street, Middlesbrough. 


Dunblane and District Electricity Supply Co., · Ltd. 
(12.327).—Registered in Edinburgh March 30th. Capital, £15,000 in #1 
shares. To carry on the business of an electric light, heat and power supply 
company, &c. The first directors are: A. Н. Anderson, The Firs, Dunblane, 
estate factor; D. C. Blair, Cluny, Dunblane, merchant; H. Marshall, Stirling 
Arms Hotel, Dunblane, hotel proprietor; J. A. Stirling, Kippendavie, Dun- 
blane, landed proprietor; A. B. Wilson, St. Brvde’s, Dunblane, manufacturer. 
Minimum cash subscription: £3,500. Qualification: £250. Secretary: J. L. 
Cox. Registered office: Park Cottage, Pisgah, Dunblane. 


Anti- Vibration Electric Lamp Co., Ltd. (180,973) .—Pri- 
vate company. Registered April 6th. Capital, £500 in £1 shares. To carry 
on the business of manufacturers, exporters and importers of and dealers in 
electric, gas, and lighting goods and accessories, &c. The subscribers (each 
with one share) are:—W. Lennard, 3, Love Lane, Eastcheap, E.C.3 mer- 
chant; R. C. Radeglia, 3, Love Lane, Easteheap, E.C.3, merchant. The 
subscribers are to appoint the first directors. Solicitors: H. Crafter & Co., 
7, Southampton Street, W.C.1. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Falk, Stadelmann & Co., Ltd. (23,743).—Return dated 
January 12th, 1922. Capital, £650,000 іп £1 shares (365,000 preference and 
285.000 ordinary). 351.238 preference and 268.317 ordinary shares taken up. 
£248,816 paid. £370,739 considered as paid. Mortgages and charges, £80,000. 


Cape Electric Tramways, Ltd. (51,636).—Return dated 
December 28th, 1921. Capital, £500,000 in £l shares. 491.222 taken up. 
£91.222 paid. £400,000 considered as paid. Mortgages and charges, £225,000. 


New Phonopore Telephone Co., Ltd. (44,651).— Return 
dated December 26th, 1921. Capital, £10,000 in 9,000 ordinary апа 1,000 
founders’ shares of £1 each. 7.141 ordinary and 1,000 founders’ shares taken 
up. £l per share called up on 6,741 ordinary shares. £4,731 paid, leaving £10 
in arrears. £1,400 considered as paid on 1,000 founders’ and 400 ordinary. 
Mortgages and charges, £2,566 13s. 4d. 


CITY NOTES. 


Mr. J. Annan Bryce (Chairman) pre- 

Metropolitan: sided at the annual meeting, held on April 
Vickers Electrical 5th, at 4, Central Buildings, Westminster. 
Co., Ltd. In the course of his remarks on the balance 
sheet, he said that sundry creditors at 

£1,386,707, compared with last vear's figure of £2,244,062, and 
showed the substantial reduction of £557,355. This reduction 
was partly due to a decrease in the number of new orders 
received. during the year as compared with those taken in 
1920, and partly to the increased efficiency caused by working 
on narrower margins of material. General reserve account 
had been increased by a further £100,000. The balance carried 
forward, £92,515, showed an increase of £33,991 as compared 
with 1920. On the other side of the balance sheet stock and 
materials on hand represented £1,977,032, compared with 
£2,755,941, a decrease of £811,909. This diminution was 
due to the same causes as in the case of the item sundry 
creditors. Sundry debtors, £1,969,855, showed a reduction of 
£55,996, mainly resulting from the efficiency of the collections 
department. That there had been no greater reduction was 
a satisfactory feature of the business. It showed that there 
was a large amount of work on hand. the results of which 
would appear in future accounts. Cash in hand and at 
bankers, £455,685, compared with £245,709. This substantial 
Increase of £209,976 arose partly from the realisation of cer- 
tain investments, and partly from the fact that cash tended 
to accumulate as orders fell off. Coming to the profit and 
loss account, the profit available for the year was £440,342, 
or nearly £40,000 in excess of 1920. This was satisfactory in 
view of the depression in trade during the year. Orders re- 
ceived were considerably fewer than in the preceding year, 
but they were able to keep the shops fully employed owing to 
the number of orders remaining unexecuted at the beginning 
of the period. It was still too early in the current year to 
form an opinion as to prospects. There Һай lately been a 
considerable decline in orders, but the electrical industry did 
not feel the effects of the depression as soon as most other in- 
dustries did, and thev were still working on orders received 
some time ago, which were likely to show comparatively 
favourable results. The same could not be said of most of the 


orders recently taken. For these there had been keen compe- 
tition, the object being to keep works as fully employed as 
possible. One large order, running into about a mullion 
pounds, for the supply of electrical railway equipment to the 
South African Government, they had been fortunate enough 
to secure during the current year in face of severe competition 
from both America and the Continent. ћеш traction de- 
partinent, of which Mr. P. S. Turner was the head, was to 
be congratulated on the work that it did in obtaining this 
order. ТШ lately there had been some prospects of a brighter 
day for the industries of the country. Cheaper money was 
béyinning to encourage investment. Food prices, and with 
them the cost of living, were falling. With the larger output 
and lower prices of coal there had come a revival in the export 
of that staple, and signs of an increased demand in the metal 
and other industries. In their particular industry a renewal 
of activity was expected in connection with the schemes for 
co-ordinauon of power supply and electrification of railways, 
ш the orders for which the company, with technical equip- 
ment second to none, was entitled to hope for a fair share. 
But the sky had suddenly become overcast. "the dispute in 
the engineering trade, now extended to the allied trades, had 
thrown a cloud over the prospects of a revival ot industry, 
und it might be long betore the horizon was clear. ‘The 
occasion of the dispute was the question of overtime, but the 
Leal issue was Whether the management of an enterprise was 
to be in the hands of the employer or of the workman. It 
was а vital issue, which did not aduut of compromise. The 
circumstances of the dispute were remarkable. At the ballot 
of the Amalgamated Engineers only about JJ per cent. seein 
to have voted, and there was reason to betieve that the sinall- 
ness of the vote was due to many members not having 
received notice of the ballot. 1t was a curious feature of 
industrial, as ot political life, that the extremists or die- 
hard elements, though imsiyniticant in numbers, so often 
succeeded by violent or unscrupulous methods in imposing 
their wilt on the more moderate man. So long as the moderate 
man sullered himself to be overborne by the violent, so long 
would industrial equilibrium be unattainable. 1% may, per- 
haps, be held that these recurring spasms of industrial unrest, 
however deplorable, were the inevitable concomitants ot re- 
adjustment after the terrible upheaval caused by the war. No 
less formidable were other corollaries of that upheaval—the 
clash of nationalities—the burden of taxation—tne chaos of 
exchanges. — Let them hope that the Conference of Genoa 
might have better guidance among these problems than the 
Conference of Paris. — There would be no peace, either for 
nations or for industries, so long as they forgot that all were 
members of one body. With regard to the internal activities of 
the company, he had before him reports by the works 
manager (Mr. bailey), the research and education manager 
(Mr. Fleming), the superintendent of labour (Mr. Walinsley), 
the superintendent of women workers (Miss Wilson), the 
works committee, the staff committee, and the Women 
Workers’ Committee, of which Mr. Бабе, Mr. Rostron, and 
Mrs. Miller and Mrs. Egan were the respective chairmen. All 
the reports bore witness to the continuance of the most cordial 
harmony between the management and the workers. It had 
always been the policy of the administration to inquire into 
and discuss with the workers any complaints or grievances 
they might have with a view to amicable settlement. Of late 
years this policy had been greatly facilitated by the establish- 
ment of a works committee elected by the workers, with one 
of themselves as chairman. The sittings of this committee 
were attended by a representative of the management, and at 
the meeting there were not only discussions of complaints 
and grievances, but valuable suggestions for the more 
ellicrent conduct of the business were often made by the 
workers themselves. From time to time attempts had been 
made by extremists from outside to stir up mischief, but these 
attempts had always failed, and no industrial dispute had ever 
originated in their factory. While the policy of harmonious 
working had always been a feature of their administration, he 

ras happy to be able to assure them that it had never been 
so marked a feature as under the wise handling of the manag- 
ing director (Captain Hilton), who had succeeded in infusing 
the whole administration from top to bottom with his own 
kindly human spirit. This year the task bad been specially 
difficult. The decline in orders had entailed а reduction in 
the amount of employment, but great pains had been taken to 
spread the work so as to displace as few as possible and to 
provide employment for those who, by long or good service, 
had most claim for consideration. The output of the year 
had been the largest during the history of the company, ex- 
ceeding by 35 per cent. the output of 1919. This high degree 
of efficiency was obtained in spite of a decrease in the number 
of workmen, and of delay caused by the coal strike, to meet 
which some of the boiler furnaces were converted to oil firing. 
The average rate of wages showed a slight dacrease from that 
of 1920, but was still about double the pre-war rate. The 
Chairman proceeded to give details of the working of the 
Benevolent Fund, the Provident Fund, and the Workmen's 
Canteen, and referred to the activities of the Research and 
Education Departments. Reference was made also to the 
death of Sir Francis Barker, and the chairman said it had 
been decided to invite Mr. Douglas Vickers, head of the great 


organisation which bore his name, to take the vacant place on 
the board. | 
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Mr. A. SPENCER seconded the motion, and the report was 
adopted without discussion. | 

The retiring directors and auditors having been re-elected, 
the chairman proposed a vote of thanks to Captain Hilton 
(managing director), Mr. Bailey (works manager), to Messrs. 
Rand and McKinstry and Lloyd (Sales and Export Depart- 
ments), Messrs. Peck and Baumann (Engineering Depart- 
ment), Mr. Cooke (comptroller), and Miss Wilson (superinten- 
dent of women). He referred also to the valuable services ren- 
dered by the secretarial staff in London, at the head of which 
was Mr. Scanes, who, like himself, had been connected with 
the company from its inception, indeed, they were the two 
oldest inhabitants. 


The motion was carried and briefly acknowledged by - 


Capt. Hilton. 


The annual meeting was held at 88, 

The Brush Elec- Kingsway, London, W.C., on Monday. 
trical Engineer: Mr. E. Garcke, who presided, said the 
ing Co., Ltd. directors were glad to be able to report 

| a further substantial improvement in the 
general prosperity of the company. In view of the marked 
nmiprovement, it might be interesting to compare the recent 
advances with the year immediately preceding the war. For 
the year ended December, 1913, the profit shown by the 
audited accounts, after deducting interest on debenture stocks, 
expenses of management and maintenance, but before charg- 
ing depreciation, was £70,061. For the last year of the war, 
1918, the corresponding figure was £89,053. For 1919 it was 
£146,640. For 1920 it was £189,052; and for the past year, 1921, 
it was £230,557. In the course of his review of the accounts, 
the speaker eaid that the item ‘* patents and goodwill ” 
was being gradually written down, but it was quite à nominal 


figure considering the increased value of their patent rights. | 


‘Their stock of goods and materials on hand and work in pro- 
gress showed a considerable reduction. It was only £401,000, 
compared with close on £600,000 in the preceding balance 
sheet. That accounted for the improved finaccjal position, 
for they had converted a large part of their stock into amounts 
owing to them or into actual cash. The amounts owing to 
them were £355,000, compared with £226,000 in the preceding 
balance sheet. Their shares and debentures in other com- 
panies stood at the low figure of £5,934. The general charges 
were about £3,600 higher, but the maintenance of buildings had 
cost them less. They had paid away less for interest on de- 
bentures and bank loans, and on the other side there was a 
very substantial increase in the gross profits. Taking it alto- 
gether, he thought this was the best balance sheet which the 
company had issued since its reconstruction 34 years ago. It 
was not easy, under present conditions, to obtain a clear view 
of what the future might bring forth. At the present tame 
they had a very substantial amount of work in hand, and 
with the anticipated revival of business they were justified in 
looking to the future with confidence, always provided, of 
course, that the labour unions recognised the altered circum- 
‘stances of to-day and settled down to production under con- 
ditions permitting of successful competition for work both 
. at home and abroad. Mr. Garcke continued: * The present 
dispute with the Amalgamated Engineering Union on the 
right of employers to exercise full managerial functions in 
ther own factories is naturally affecting work in our shops, 
as- the great bulk of our skilled workmen are out. The dis- 
pute seemed likely to extend to other unions, whose members 
by ballot voted in support of the A.E.U. attitude, but later 
developments have led to the suspension of the notice given 
to the members of these other unions, and there seems to be 
some probability of a stoppage being avoided in their case. 
But whatever the result of the negotiations now pending with 
these allied unions may be, it will be impossible for us, and 
for many other engineering firms who are similarly situated, 
to keep our works open for long in the absence of so large 
2 proportion of skilled mechanics, and if the members of the 
Amalgamated Engineering Union do not return to work soon 
it will become a question with many firms either of shutting 
down completely or endeavouring to replace the skilled men 
by training others to do their work." On previous occasions 
he had referred to the development of their Brush-Ljungstrom 
turbo-generator plant, and had drawn attention to the 
change which the installation of this plant had brought about 
in the fortunes of certain electricity supply undertakings. 
The merits of the design were now generally recognised, and 
evidence of the economies which it effected in steam con- 
sumption continued to accumulate. If they examined the 
latest complete returns of all electricity supply stations in 
Great Britain, large and small, generating by steam, they 
would find that the average cost of fuel per unit sold was 
.935d., or rather less than one penny per unit. On this basis 
every 1/10th of a penny per unit in fuel costs meant а 
difference of £1,000,000 in the coal consumption of the public 
electricity supply stations of Great Britain. Besides its high 
efficiency the Brush-Lijungstrom turbine plant had other 
features to recommend it, and with these advantages he 
thought they might look forward to the further development 
of this section of their business. The new shop they were 
completing for turbine manufacture was:a very fine building 
504 ft. long by 80 ft. wide in one span, and 45 ft. high to 
the eaves, which would. increase their capacity for the pro- 
duction of heavy plant by at least 50 per cent. The shop 


itself was practically finished, part .of the equipment of 
machine tools was ready and the remainder well forward, во 
that they hoped before long to obtain some benefit from their 
outlay on this extension. Their output in transformers was 
also a record for the year. In conclusion, the chairman re- 
ferred to the excellent services rendered by the staff, specially 
mentioning Mr. Broadhurst, the managing director, and other 
executive officers. 

Mr. B. S. BROADHURST seconded, and the resolution was 
carried. | 


The annual meeting was held in New- 
A. Reyrolle & castle-on-Tyne on April 7th. Mr. W. Negus, 
Co., Ltd, who presided, said that during the past 
year they had paid off the whole of the 
debentures, £6,400, which were outstanding at their previous 
meeting. At the end of 1920 they also owed to the bank an 
overdraft of £36,300, which had not only been wiped off, but 
there was a large balance in hand. Stores, stock, and work 
in progress were represented by £125,700, which was about 
£100,000 less than the previous year. Part of this reduction 
was accounted for by the smaller amount of work now in 
hand, but it also represented the severe reduction which had 
taken place in the value of all materials during the year. 
Their cash on short loan or deposit with the bank totalled 
£91,000. That was a very satisfactory position so far as cash 
resources were concerned, but of course it indicated the very 
severe contraction in trade which ‘had taken place, and they 
would much prefer that the capital was utilised in carrying 
out work. The profit for the year was £54,826, an increase 
of £12,626 over 1920. The value of goods sold in 1921 was 
about 16 per cent. higher than in 1920, and as most of the 
sales were in respect of orders and contracts booked during 
1919 or 1920, when high prices were ruling, the accounts for 
the year showed a satisfactory increase in profits. As re- 
garded the current year, he was glad to say they were in a 
fairly satisfactory position, as they still had many orders and 
contracts which had not been completed. On the other hand. 
orders for new work were coming in very slowly, and unless 
there was some very distinct improvement in trade in the 
near future it was bound to have a serious effect on their 
profits. Apart from the small volume of work in the market, 
prices were very low and competition was keen, so keen that 
there was very little margin of profit. They were fully 
equipped for the highest class of work, and when an improve- 
in trade came they looked forward to a share. 


Mr. P. D. Tuckett presided at the annual 

Urban Electric meeting on March 28th. In moving the 
Supply Co., Ltd. adoption of the report and accounts the 
| chairman said that in spite of the coal 
strike and industrial depression there had been a substantial 
improvement in the results. Had it not been for the set-back 
experienced by the Cornwall Power Co. and Hawick, the in- 
crease would have been some £12,000 larger. The adverse 
result at Hawick reflected the depression in the tweed trade, 
upon which the prosperity of the town was largely dependent. 
Although a gradual improvement was hoped for, the chair- 
man feared that recovery would be slow. Last year’s output 
fell by 40 per cent. The contracting profit had fallen from 
£4,622 in 1920 to £2,555; but 1920 was an exceptional year, and 
the fall not unexpected; the amount was not unsatis- 
factory. While gratified to be able to resume a dividend 
payment, the directors deplored the necessity for addixg 


- gtill further to the arrears of cumulative dividend; there were 
now four years’ dividends unpaid. This position was due. 


as he had mentioned at previous meetings, to the refusal of 
the authorities to permit them to adjust their prices to 
constantly advancing costs. Mr. Tuckett calculated that 
the company had lost £150,000 as a result of these restric- 
tions. They had at last, however, been conceded higher 
rates, and with lower costs it should be possible to resume 
payment of the full preference dividend in а year’s time. 
Turning to the balance sheet, the chairman pointed out 
that the outstanding debenture debt had been reduced bv 
£9,000, while the amount due to contractors had been paid 
off to the extent of £30,000; the latter had been further 
reduced during the present year. The total of reserves had 
increased by nearly £38,000. Although the company could 
rely upon assistance from Edmundson's in any emergency. it 
was incumbent upon the company to husband its resources 
to avoid increasing the debt to that firm. Owing partly to 
reluctance to undertake new business involving capital ex- 
penditure, and partly to industrial depression, the additional 
connections made were the smallest for some years. Refer- 
ring to the Cornwall Power Co., the speaker said that the 
closing of the tin mines had resulted in the loss of about 70 
per cent. of its business and' the outlook remained very 
discouraging. At the same time the opinion was held in 
mining circles that there was still plentv of tin to be worked: 
1t was therefore hoped that eventually the position would 
right itself. Five of their undertakings still remained under 
the restrictions imposed by the Statutory Undertakings (Tem- 
porary Increase of Charges) Act, 1918. As the fate of the 
present Electricity (Supply) Bill appeared uncertain, the 


company had taken, by the advice of the Electricity Com- 


missioners, other steps to remove the anomaly. They were 
anxious to reduce their charges to their customers. but owing 
to the restrictions under which the company had laboured, it 
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would ill serve the real interests of consumers if prices were 
reduced prematurely; the present charges were by no means 
excessive. The special exemption from the operations of 
the Corporation Profits Tax, granted to public utility com- 
panies, owing to the special circumstances under which they 
worked, terminated at the end of the present year. The 
same considerations which secured this exemption still re- 
mained, and representations were on this account being 
made to the Government to permit its continuance; 16 was 
hoped that the application would be successful, especially as 
competing local authorities would still be exempt from taxa- 
tion. Mr. Crosthwaite seconded the resolution, and after 
the chairman had stated, in reply to a question, that he did 
not consider that the funding of arrears of preference divi- 
dend would be advantageous to the shareholders, the resolu- 
tion was carried unamimously. Mr. F. E. Gripper, the re- 
tiring director was re-elected. 


The directors report a particularly satis- 

British factory result for the year ended Decem- 

L. M. Ericsson ber, 1991. After writing down stocks to 
Manufacturing present day values and after charging 
Co., Ltd. £22,107 for annual depreciation of build- 
ings, plant, &c., £9,977 for income tax, 
{9.1% for interest on debentures and loans, and £600 for de- 
benture issue expenses (being the balance thereof), the net 
profit amounts to £68,997, plus £43,897 brought forward, mak- 
ig an available total of £112,594. The preference dividend 
requires £5,999, and a dividend of 10 per cent. (free of income 
tax) to the ordinary shareholders, £10,001. There is to be 
placed to reserve account £30,000, and to special reserve ac- 
count, to meet future contingencies, £15,000, carrying for- 
ward, subject to payment of Corporation Profits Tax, £51,893. 
The loans included in last year's balance sheet, which 
amounted to £109,727, have been paid off. The cash position, 
at the end of 1921, shows а balance in hand of £32,034, and in 
addition, bills receivable for £26,300 are held. Lieut.-Col. 
P. W. d'Alton has been appointed a director of the company. 


Sir G. Н. Fisher-Sinith presided at the 
London Electric annual meeting held in London on April 
Wire Co. & 7th. After refefring with regret to the 
Smiths, Ltd. death of Mr. A. L. Don, an original director, 
who had been connected with the com- 
pany for the last 29 years, he went through the accounts. 
He stated that investments held by the company had in- 
creased to the extent of £185,430, which addition represented 
investments in gilt-edged securities, priced at cost or less. The 
total under this heading was expected to increase rather 
than decrease in value during 1922. On the liabilities side 
there was & decrease in sundry creditors of £144,007, and 
under this heading provision had been made to meet the 
heavy demands to be made by the Inland Revenue 
authorities for taxation. The general reserve account 
was increased by £50,000, because it was felt neces- 
sary to take a conservative view of the future, the general 
reserve account now standing at £150,000. Although the 
profit for the year showed a slight decrease, the balance avail- 
able for distribution, after the interim and final dividends on 
the preference shares and an interim dividend of 14 per cent. 
on the ordinary shares had been paid, was higher by £5,619. 
There had been a considerable falling off in customers’ or- 
ders and the good showing was to a great extent due to 
customers’ orders carried forward from 1920 to 1921. It was 
not easy to forecast the future, but it was hoped that the 
Government would insist upon rigid economy and retluce 
taxation, and all must endeavour to remove the ‘existing 
industrial unrest. These two conditions, being within the 
country’s control, would, if accomplished, improve trade and 
lessen unemployment. The chairman urged that masters 
and men should pull together, for without co-operation between 
them real commercial success was impossible. When the 
employer and the employed worked together in harmony 
confidence would be restored and business enterprise re- 
sumed. He had no hesitation in saying that with a revival 
of trade the electrical industry would be one of the first 
to reap the advantage, so that this company had good rea- 
son for hope in the future, being wholly connected with 
this particular industry and splendidly equipped to take 
advantage of a trade revival when it came. 


-~ The annual meeting held at Toronto on 

Canadian  § March 98th, had before it the report for 
General Elec- 1921, which stated that while 1990 was 
tric Co., Ltd. & year of great expansion in both volume 
of business and in profits for the com- 

pany, 1921 was one for the whole country of very great 
shrinkage in the amount of business secured and profits 
made, and this company was no exception to this general 
condition. Therefore (says the Financial News abstract), 
until there is a general improvement in trade conditions 
and greater activity in building operations and other con- 
struction work, any substantial increase in the company’s 
volume of business cannot be looked for. The profit and loss 
statement shows that a profit of $1,707.339 was earned, and 
after deducting $519.416 for interest paid on borrowed capital 
and $401,831 for depreciation, the net profit is $706,092; adding 
$778,672 brought in, there is $1,474,764 to credit of profit and 
loss. From this $927,038 has been paid in dividends at the rate 


of 8 per cent. per annum on common etock, and 7 per cent. 
per annuin on preferred stock, leaving $557,726 carried to 
credit of the account, showing that the directors had to 
draw on the undivided profits to the extent of $220,946 to 
provide for the dividends. The cash outlay on plants and 
equipment during the year amounted to about $1,400,000, 
and was practically limited to carrying out and completing 
extensions commenced in 1920, and no new additions are 
contemplated in the immediate future. The patents and 
goodwill are carried at the nominal value of $1, but as an 
indication of their actual value, it is stated that some time 
ago an arrangement was concluded under which the com- 
pany granted a licence to the Marconi Wireless Telegraph 
Co. of Canada, Ltd., to manufacture, use, and sell devices 
in connection with wireless telegraph and telephone opera- 
tions, the patents for which are the property of this com- 
pany and included in the above account. As a consideration, 
this company has received a considerable portion of the 
share capital of the Marconi Co. The Marconi Wireless Tele- 
graph Co., of Great Britain, is interested with the Canadian 
General Electric on an equal share basis in the Canadian 
company, and as it is expected that the next few years will 
witness a great development in the use of wireless telegraph 
and telephone apparatus, the outcome of this transaction should 
be very satisfactory. A further arrangement was entered into 
under which this company took a material interest in the 
Canadian Radio Corporation, Ltd., of Toronto, controlling 
the Canadian Independent Telephone Co., Ltd. This com- 
pany is rapidly developing the manufacture and distribution 
of wired wireless, standard telephone, and automatic tele- 
phone apparatus under the Squier and De Forest patents, 
which it owns for Canada. 


Rangoon Electric Tramway and Supply Co.—According 
to the Financial Times, a dividend of Rs. 1 per share, 
free of tax, to shareholders domiciled in India or Burma 
on ordinary shares, making Hs. 14 for the year, is recom- 
mended; £30,000 to reserve for renewals; £2,927 for depre- 
ciation on sundry assets in Rangoon ; £7,333 for Indian income 
tax; £3,359 for corporation tax; £3,641 for employés' provi- 
dent fund and bonus; £2,927 for depreciation of sundry assets; 
£3,224 for loss on exchange and expenses of new issue; £26,305 
for repairs, renewals, and maintenance; £12,969 carried for- 
ward. lt is proposed to increase capital to £900,000 by the 
creation of 300,000 shares of £1 each. 


Eastern Telegraph Co., Ltd.—Owing to unavoidable 
delays in obtaining the necessary returns from foreign 
stations and administrations, it will be impossible to issue the 
audited accounts for the year ended December 815, 1921, in 
time to allow of the annual general meeting being held in the 
month of May, but a meeting will be convened as soon as the 
full aacounts can be submitted. A final dividend for the year 
1921, of 24 per cent., free of income tax, on the ordinary 
stock, is to be paid, making 10 per cent., free of income tax; 
also one at the rate of 34 per cent. per annum, less income 
tax, on the preference stock for the first quarter of 1922. 


Eastern Extension, Australasia and China Telegraph Co., 
Ltd.—Owing to delays in obtaining the necessary returns 
from foreign stations and administrations, the accounts for 
the year ended December 3156, 1921, cannot be ready in time 
to allow of the annual general meeting being held next 
month. A final dividend for the year of 24 per cent., free 
of income tax, is to be paid, making the total for the year 
1921, 10 per cent., free of income tax. 


Melton Electric Light Co., Ltd.—Mr. W. J. New pre- 
sided at the annual meeting, recently held at Melton Mow- 
bray. The report showed a gross profit of £7,166, as against 
£5,092. The debenture and loan interest absorb 21,007. 
£1,000 is put aside for repair of accumulators, £2,000 is 
put to renewal of plant, £1,000 to general reserve, 10 per cent. 
is the total dividend for the year, and £687 is to be carried 
forward. 

Stock Exchange Notices.—The undermentioned securities 
have been ordered to be officially quoted :— 

British Thomson-Houston Co.—£1,500,000 seven per cent. 
mortgage debenture stock. 

South Metropolitan Electric Light & Power Co.—6,532 seven 
per cent. cumulative first preference shares of £1 each, fully 
paid, Nos. 293,469 to 300,000; and 3.634 six per cent. cumu- 
lative second preference shares of £1 each, fully paid, 
Nos. 396,367 to 400,000. 

County of London Electric Supply Co., Ltd.—755.780 ar- 
dinary shares of £1 each, fully paid (Nos. 1 to 755.780), and 
650,000 6 per cent. cumulative preference shares of £1 each, 
fully paid (Nos. 1,500,001 to 2,150,000). 

Thames Valley Electric Power Board.—£350,000 6 per cent. 
debentures of £100 each (guaranteed by the Government of 
New Zealand) (Nos. 1 to 3,500). 


Direct United States Cable Co., Ltd.—A final dividend of 
4s. per share, less tax, making a total of 4 per cent. for the year 
ended March 31st, is announced. 


Indo-European Telegraph Co., Ltd.—Final dividend of 
£1 9s. 6d. per share for 1921, making a total of 7 per cent., 


| free of tax, for the year. | 


~“ 580 


THE ELECTRICAL REVIEW. 


[Vol. 90; No. 2,316; APRIL }4, 1922. 


acl 


Chiswick Electricity Supply Corporation, Ltd.—Accord- 
ing to the Financier, the report for 1921 states that the capital 
expenditure on works at Chiswick and Aberystwyth was 
£3,803. The revenue for the year was £43,722, against 
£41,987. After paying sinking fund, premium and trustees’ 
fees, the profits were £17,373, compared with £15,770. De- 
ducting interest on first mortgage debenture stock, the balance 
to credit of net revenue was £14,029. Dividend, 8 per cent. ; 
to depreciation reserve, £5,000; carrying forward, £3,040. 


W. H. Dorman & Co., Ltd.— REDUCTION OF CapitaL.—In 
the Chancery Division, on April 4th, Mr. Justice Lawrence 
heard the petition of W. H. Dorman & Co., Ltd., engineers, 
of Stafford, and confirmed the reduction of the capital from 
£100,000 to £437,500, by writing off los. per share on each. 
of the issued ordinary shares. | 


Evered & Co., Ltd.—Meetings of the holders of the “А ” 
and "* B " shares of the company are to be held on May 3rd 
to consider and approve а scheme of arrangement between the 
company and themselves, as directed by the Court on March 
24th. | | 


(EE 


AND SHARES. 

Monvay EVENING. 
ProruE who would not look at the War Loan when the price 
. was about 85 are now confident that the quotation will go 
well over 100, and are backing their fancy, as the saying goes, 
by the employment of surplus funds in the purchase of the 
stock at par. There has been an enormous amount of buying 
during the past few business days, and the robust strength 
shown by the War Loan is the principal reason for the frm- 
ness exhibited by investment securities of all kinds. That 
people are not rushing indiscriminately after new stocks, how- 
ever, is shown by the remarkable result of last week's issue 
of the Whitehall Electric debenture stock and preference 
shares. The underwriters of the debenture have been left 
with 75 per cent., while the preference underwriters received 
92 per cent. of the 74 per cent. cumulative shares offered at 
par. The 6 per cent. debenture stock came out at 874. The 
oller for sale was made by the Whitehall Trust, Ltd. 

The Whitehall Electric Investinents, Ltd., as already an- 
nounced, has been formed mainly for the purpose of acquiring 
interests in companies engaged in supplying power and light 
to cities, towns and industries, in operating tramways and 
assisting in the development of electrical undertakings gener- 
ally, in South America and Mexico. The prospectus showed 
the debenture stock to be tolerably well secured, while the 
preference shares do not seem to be a bad investment of a 
rather speculative class. The price of the latter opened at 
Js. 9d. discount, and hardened to 2s. 3d. discount; the deben- 
ture stock from 94 discount rose to 14 discount, so that 
those who did not apply on the prospectus have now an оррог-. 
tunity for getting into the preference at figures more favour- 
able than those of the underwriters, whose commission was 
sixpence per share. | | 

Electricity supply shares show no diminution of their 
strength. Further rises have occurred in Brompton ordinary 
at 74, Westminsters 7, Metropolitans 4$, Londons 1 9/16, 
County of Londons 12. City of London preference regained 
their dividend at a guinea, and the list as a whole exhibits 
marked buoyancy. | 
The firmness 


STOCKS 


has extended to manufacturing shares. 


Edisons recovered to 4s. 6d., on the expectation that the meet-. 


ing on Tuesday this week might elicit à speech from the chair- 
man that would afford consolation to shareholders. The first 
preference, which had been down to 12s. 6d., hardened to 
13s. 9d., and the 5 per cent. debenture stock at 63 is a point 
to the good. English Electrics strengthened to 105. 3d. 


Metropolitan-Vickers preference rose to 2$. and Vickers ordi-. 


пагу at lls. 9d. are materially better on the week. The com- 


pany is about to start an air service in connection with the. 


Shell oil concern, for transport to Rangoon. Siemens at 


27s. 6d. are half-a-crown up, aud the preference at 30s. show, 


Henley's advanced to 2, Callender's to 
47s. 6d. British Insulated are a good market at 39s. Babcock 
and Wilcox at 3} are again half-a-crown higher. The new 
issues are also better. Jutland Telephone debenture is up to 
premium, and Telephone Manufacturing scrip has risen 
to 95. : ; | 

The Eastern Telegraph Co. has announced its usual dividend, 
making 10 per cent. for the year, and the Eastern Extension 
followed suit. Both companies, however, state that the ac- 
counts will not be here in time to allow of the general meet- 
ings being held in May. This delay is the cause of a little 
curiosity, because it is generally held that companies are 
getting back to pre-war punctuality in the matter of present- 
ing accounts, &c. Nothing more has been heard in Stock 
Exchange circles of the rumour, current a little while ago, to 
the effect that the cable to India is to be duplicated. 

Prices in the cable market are better, with rises in Eastern 
ordinary, Eastern Extensions, Globes, Great Northerns (30s. 
up) Indo-Europeans and Western Telegraphs. The last- 
named have advanced 7e. 6d. Anglo-American preferred at 


a substantial rise. 


-— 


984 shows а gain of 14. Marconis hardened to 2 3/16, and 
United River Plate Telephones at 6$ have more than recovered 
the slight dulness which overtook the price last week. Tek. 
graph Constructions at 244 are 108. higher. 
. Central London Assented ordinary at 65 ів 1 better, and the 
Underground group is generally firmer, with improvements 
in Metropolitans, Underground ordinary, and Income Bonds. 
Districts at 334 have shed 10s. after their rise of 5 points last 
week. The real strength of the market is seen more especi- 


ally in the prior-charge stocks. 


New Metropolitan preference 


was subscribed in the course of a few hours, and a premium 
of two or three points is expected to be established when 


dealings begin. 


The foreign list is good, with big rises in most of the stocks 
connected with Mexico. These. range from 2 to à points, in 
consequence of the expectation that present negotiations will 
definitely result in some mutual understanding being reached 
between the United States and Mexico that will have the 
effect of permitting formal recognition of the latter by America 


and this country. 


British Columbia Electric stocks have 


spurted, the deferred rising 6 points." Anglo-Argentine Tram- 
ways are better; the 5 per cent. debenture stocks gained 3. -A 
number of improvements occurred in various dollar bonds. 
The rubber market has strengthened owing to an improve- 
ment in the price of the produce, and generally speaking, the 
markets of the Stock Exchange are winding up the week 
before Easter with a healthy tone and a disposition to follow 
the rise of the War Loan, which at the time of writing 1s sale- 
able at 100. In our own price-lists this week there are over 
forty rises, against a solitary decline. | 


SHARE LIST OF ELECTRICAL COMPANIES, 


Номи ELEROTRIOITY COMPANIES. 


Dividend. > Price 
^ M» Аргіі 10, Rise or 
1930. 1921, 1999. fall. 

Brompton Or ee T . 143 19 7 + { 

Charing Cross O ary és os 8 9 — 

do. do. do. n 44, Pref. е. 4 43 BÀ — 

Chelsea ee ee ee ee í ee ы 6 6 54 — 

City ot London [rJ oe ee eo CÜ id 14 35/- —Á 0 

do. do.  O6.percent Pref... 6 6 © 91/- +1/- 

County of London  .. T . .B 8 12 + 

do. do. 6 per cent. Pref... 6 6 91 + 

Kensington Ordinary .. з oe 9 10 6ixd | — 

London Electric. . ee Фе вө 23 ae 4 1 — vg 

do. do. 6 percent. Pref... 6 6 (| +h 

Metropolen вә А и, | ü 1 + А 

е ? т cent. 000 8 + 

Bt. James’ and pai Мы! oo 5. B i 1 — : 

South London .. d әв " 3 1 8ixd — 

South Metropolitan Pref. .. oe y. 37 1 — 

Westminster Ordinary... .. . 10 10 1 +} 

TELEGRAPHS AND TRLEPHONES. 

Anglo-Àm. Tel. Pref, oe ` "T eo 8 0 ` + 13 

do. в oe eo ^ өө là: 13 91 — 

Chile Telephone : ee oo ee 6. 6 b == 

Cuba Sub. Ord. ee ee oe ee 1 1 8 — 

Eastern Extension  .. ee с, 10 10 198 +} 

Eastern Те}, Ока. e". эө ee 10 10 | 1 | + 3 

Globe Tel. and T. Ord. . oe .. 10 10 1 + 
do. до. Pref, |, .. T 6 0 104 + 

Great Northern Tel .. ee өө 99 .94 80 +1 
O- ee ee ee өө 10 10 88 +1 

Marconi .. .. x ee . 25 15 2 + 

Oriental Telephone Ord.  .. оо 14 2 3 — 

United R. Plate Tel. .. v vs 8 8 + 

West India and Panama  .. . Ni Nil bi- = 

Western Telegraph .. ee - 10 10 + d 

| Номи Rans, 

Central London Ord. Assented... 4 4 65. +1 

Metro tan oe oe eo ee Ңң u 42 + 

Underground atrio Ordinary .. Nn Mi "i + 

nde un eo T | + 
о. до. “A”. . NO Ni - — : 
do. do, Income.. 8 4 3 74 +1 
Forzion Trams, KO, . 

Anglo-Arg. Trams, First Pref. vs 1 88 mes 
do. do. 3nd Pref. m NA af 8 +h 
do. do. брег cent. Deb. Б 6 Ti +3 

Brazil Tractions 5 E „ Ni Ni 4t -— 

British Columbia ео. Rly. Pfce... 6 b 684 +2 

do. do. Preferred .. 5 98- 61 48 
do. do. Deferred. on 8 194). 6 + 6 
do. ‚ do. Deb. s st i 71 42 
Mexico Trams, б per cent. Bonds.. М Nii 45 
do, до. 6 percent. Bonds... Nil Ni . 8: . 45 

Mexican Light Common  .. , Nil Nil if +8 

| Я Pref. .. ба „ NU Ni 88 +4 
do, d let Bonds ee ee Nu 6 704 4 6 
Р MANUFACTURING COMPANIES — 

Babcock & Wilcox... 5% . 16 16 84 à 

British Aluminium Ord, ee ee 10 10 ta | 

British Insulated Ord, i ee ee 15 15 89/-xd +9/9 

Oallenders Pref ee ec eo r^ r^ 1{ + 6$ 

, . ee oe ee — 

Crompton Ord. "T "TA ae ae 10 10. К uf _ 

Edison-Bwan oe oa oe ee 16 — 46 +1/- 

do. do. Sper cent. Deb. - b 6 63 — 

Bleotric Construction ee ee ee 10 3 10 А 20/9 — 

English Electric T T өө 8 8 10/8 +6ва, 

do. peo ee ee 6 6 . 16/8ха == 

Gen. Elec. Pret... өө ee ee 6) 6. 20/9 т 
do, rd. oe ee өө ee 10 10 81. == 

Роса ' өө өө e ee e^ r^ r^ a + à 

О, ¢ өө өө oe өө == 

100. 2d ды "T oe m, oe 10 — i == 

Mot.-Vickers e ee ee ee 8 8 9 + : 

Biemens. " oe "T T өө 10 = ЕС FT + 

Telegraph Meee oo “eo өө и м + 


* Dividends paid free of Income Tax, 
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*GUBBINGS." 


By G. E. 


MOORE. 


Tug word '' gubbings " is slang—technical slang it is 
true, but still slang. Now, regarding slang, І wish to 
state right away that I am not one of the purists who 
oppose its use. 1 consider that a slang-word is no worse 
than a word from a dead or even modern foreign lang- 
nave, because most people would understand the slang- 
word and not the latter. And on referring to the dic- 
tionary I feel fortified in my belief, for it says that 
dang is ‘fan expressive kind of speech used by classes 
of persons among themselves." After all, we need to 
be erpressive sometimes. Certainly I am an unblush- 
ing supporter of technical slang. (In view of my record 
І van hardly say otherwise!) There are many words 
which are much too stiff and distant; and as electrical 
engineering (to give a familiar instance) has evolved, 
`0 have alternatives*to formal names and expressions 
appeared, а kind of intimate patots coming into use. 
Qf course at impressive affairs like the reading of 
papers one expects the proprieties to be observed, but 
imagine the sensation if a speaker so far forgot himself 
as to refer to ‘‘ the com. of our old genny,” and to 
wk airilv of ‘“‘ pushing the jolly old juice about "' ! 
However, on these historic occasions we must be lenient 
with posterity and firmly abhor engineering jargon. 
Away from such functions I think we may be forgiven 
if we lapse into familiar work-a-day colloquialisms. It 
may be-laziness, it may even be a shaky memory, but one 
feels much more at ease. | 
Army inventiveness in the neological line resulted in 
uite a flood of such expressions as ‘the doings,” 
“ojah,” ** earryonski," and the like. These were 
terms which one applied at will, but naturally the actual 
chject referred to at the moment was known to everybody 
present. At any rate it was supposed to be known. I 
remember a sad event when this was not so; the pro- 
posal was that the “© old bat"' should be heaved into 
"the doings," the latter being a particularly foetid 
French pond and the ** old bat ’’ a set of accumulators 
which at a critical moment had been а“ wash-out " 
wing to sulphation. I admit that to throw the “© old 
oat" into the stagnant ‘doings "" would be typical of 
Army extravagance; be that as it may, the Command- 
ing Officer happened to be lingering in the vicinity 
and somehow or other jumped to the conclusion that he 
Vis the ‘old bat" under discussion. 
Now, “ gubbings ” is to be classed with the terms 
just mentioned ; to be more precise, it is an engineer- 
 Wrism. Before dealing with its use and misure a little 
hiography will not be out of place. The word was 
originally introduced to the writer and his colleagues 
hv Mr. Seven-Upside-Down-E, and it is the outstanding 
"ample of that gentleman’s large and expressive stock 
of slang. Опе may well wonder how he came to possess 
“curious a name—I hasten to explain that it is one 
‘ef his Ineidental names (unknown as yet at Somerset 
House), and it was conferred upon him by his fellow 
‘technicians. How this came about is really a story in 
tlf. “Our place" had recently undergone one of 
those trying periods (from which no industrial under- 
taking is exempt) when a heartbreaking series of petty 
“disappearances " had taken place. The writer, for 
. stance, was despoiled of a pair of cutting pliers which 
: had become endeared to him by years of faithful ser- 
; е; and our friend with the unusual name was also 
numbered among the victims. As usual, the brigand 
‘id not think of walking-off with a meter, or the box 
of scrap-iron, or even that confounded rotarv with the 
 Parful brush rattle. Of course the culprit was not 
` lound—he never is; and, of course, as a result of the 
various losses everybody was seized with a perfect frenzy 
; of marking his own belongings and such others as had 
‘*onehow come into his possession. Now, our afore- 
wentioned friend's initials are “L, E." Among tho 


stocks of stamps he could find an “ E," but no “L.” 
Undisinayed, and with true engineer's resource, he used 
a No. 7 stamp upside-down. Is it any wonder, then, 
that he automatically became “© Mr. Seven Upside-Down- 
E”? The christening was inevitable! The intro- 
ducer of the term ‘* gubbings," therefore, was Mr. 
Seven-Upside-Down-E. I say ''introducer," because, 
rather to my disappointment, I found that he was not 
the inventor. "There are so few real inventors nowa- 
days that it is an honour—a rare honour—to meet one. 
The author of ''gubbings"' remains unknown to me. 
I have, however, traced the word back as far as possible, 
and the most I can find out about it is that once it 
had an elevated meaning, an R.A.F. pilot using it to 
indicate low-lying clouds or ‘‘ scud.’’ And so eventu- 
ally and deviously it came to earth, and when 1 first 
heard it in use it referred to so material a substance 
as the filings and dirt which appear from nowhere, and 
with malice aforethought nestle between the braking- 
magnet and disk of a meter. — ' Well?" I suppose 
many readers will say, “Pm hanged if that stuff is 
worth giving a name to." But a meter-man has а deep 
and abiding interest in such gubbings; they sometimes 
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" DIRECTING A FORCEFUL BLAST.” 


are the bane of his existence, for to them it’s a ridicu- 
lously easy feat to slow-down a meter and even to stop 
it on low loads. Needless to вау, neither the meter- 
man nor an electricity supply undertaking is at all 
enamoured of gubbings, but ‘it’s an ill wind that 
gathers no moss,” I have been told, und to many a con- 
sumer they could form the unknown benefactor reduc- 
ing his quarter’s bill or even being responsible for quite 
gratuitous '' juice."' 

Of course, gubbings are often blamed when (not 
being present) thev should be thanked. For meters are 
like many other fractious things in this world. They 
behave annoyingly; vou’ take them down; yon re- 
assemble—and lo! without any radical change having 
been effected their behaviour is now exemplary. Ог 
sometimes vou may get the converse, when the result is 
not so pleasant. With meters one rather gets into the 
habit of directing a forceful blast at the gaps between 
the braking-niagnet and disk as soon as the cover happens 
to be removed ; it may be that no gubbings are present, 
but still, there is a sort of feeling or instinct that one 
should do this. That shows the sort of stigma resting 
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on gubbings. There comes to mind the case of a poly- 
» phase power meter which behaved in a most unorthodox 
way; it ran quite well on one-twentieth load, but 
stopped on full load. A special brand of gubbings was 
immediately suspected, but could not be tracked down; 
the problem even called for deep thought. Quite acci- 
dentally it was discovered that the moving system was 
seriously unbalanced, and this had its effect wlien torque 
was at а maximum, the pivot being pulled up to the 
top of the jewel-cup and the disks impinging on the 
poles. No gubbings, though! 

Since the post-war blight fell upon industry, gub- 
bings have attained unto more importance, for many 
works, collieries, and so on, require so little power that 
there is but insignificant metering to be done. This is 
where gubbings are in their element. It may be that 
the only load is a couple of lamps in the office and one 
in the commissionaire's cabin, with an occasional motor 
running, and if the meter is, say, a heavy-amperage 
one and gubbings happen to be present, there's small 
hope of the meter showing much consumption of power. 
If this sort of thing were not noticed—well, there would 
soon be appreciable loss of revenue. Hence eternal 
vigilance on the part of the meter people. It will 
readilv be understood that gubbings have quite a 
definite connection with the economic situation. When 
this fact occurred to me I thought that a really impos- 
ing and classical article might be written upon gub- 
bings in relation to the industrial depression. I had 
un idea (a vague and perhaps too-imaginative idea) that 
one could point the moral very effectively by comparing 
the wheels of trade to meter-disks—the gubbings, of 
course, being inflated currencies, international sus- 
picion and disorganisation, the Bolshevistic attitude 
of No. 123 Branch Society of Stop-Valve Supervisors, 


апд so on and so forth. The remedy would be delight. 
fully simple: “Merely blow the gubbings away! But 1 
fear the idea is too lofty, and anyway I am a bit 
timorous of powerful diatribes camouflaged as technical 
analogies. 

In any case something happened which turned me 
against the term '' gubbings." Interested readers will 
recollect that it was applied in the first instance to 
something quite specific. But in the course of time 
(familiarity breeding contempt) the term was extended, 
and it appeared that you could have gubbings on the 
poles of meter elements. Then it began to signify any 
foreign inatter which impeded the action of a meter— 
dirt in the pinion or may be rust on the pivotal spindle. 
end. Worse was to follow. “© Gubbings ’’ began to be 
applied to such useful articles as Blackley tape. solder- 
ing flux, and the like; in short, anything which the 
speaker's mental lethargy or low. slangy taste per- 
mitted. And—crowning horror !—it once referred to 
an I.E.E. subscription. 

Under such circumstances I, for one, will have no 
share in applying or popularising ‘the term. Now that 
it can have no definite meaning it is no better than such 
familiar things as ‘‘ what-d’ye-call-it’’ and “the 
doings.” From being a real, specific thing it has de- 
generated into a shadowy anything. I don’t want to 
have any dealings with so loose а term as “© gubbings." 
Tt has ceased to be scientific and is simply anathenu: 
and it fills me with just the feeling I had when, after 
solemnly warning one of the girl assistants to note the 
current value at a given signal, the helpful creature re- 
ported '' Five amps. and а bit.” 

Now, therefore, do I state my abhorrence of the term 
*'gubbings," and hereby regret any support I mar 
have given to its general adoption. 


ELECTRO-FARMING. 


By R. 


BORLASB MATTHEWS, M.LE.E. 


[Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.] 


(Concluded from page 497.) 


Some of the more interesting details of the more important 
uses of electricity applied to agriculture are given in an ap- 
pendix to the paper which, coupled with the paper, will in- 
dicate that scientific electro-farming is one of the chief fac- 
tors in furthering the world's progress. 


APPENDIX. ` 


The employment of electric light in place of other ilu- 
minants unquestionably adds very greatly to the safety and 
convenience of work in such places as barns, byres, stables and 
yards where there is so much hay, straw and other inflam- 
‚ material. But there are many other incidental advan- 

es. 

The author's experience on his own farm has shown that 
since installing electric light in the cow byres, milk loss due 
to spilling has practically stopped. In fact, the value of the 
milk so saved is more than sufficient to pay (at 4d. per kWh) 
for the energy consumed. Certain animals can be brought to 
an earlier maturity by carrying on the feeding for a few 
hou after sunset and also before sunrise, in the winter time 
in ncrthern climates. Electric lighting is also being used very 
successfully in poultry laying-houses, with the object of in- 
creasing the egg production during the winter months, when 
eggs fetch the highest prices. Careful investigation seems 
to indicate that the hens do not lay more eggs per annum, 
but by the use of electric lighting, and consequently longer 
hours of feeding. it has been conclusively shown that more 
eggs are produced at the time they are most in demand. The 
cost of supplying electric light from 6 a.m. to dawn and from 
dusk to 9 p.m. is only 34. per bird per year. 

On account of the deleterious effects encountered in farm 
buildings, arising chieflv from ammoniacal and acid fumes, 
the general eystem of wiring should be similar to that used im 
chemical factories. For the same reason the fittings should 
preferably be of the all-porcelain type which can be sealed 
up to prevent ingress of moisture, &c. While 0.75 foot-candle 
is suggested for the farm buildings. four or five times this 
illumination is recommended for the living rooms of the 
farm house. | 

Various electrical methods have been employed to obtain 
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sterile milk. However, the question has arisen whether 
absolutely sterile milk is of advantage to anyone except the 
trader. The temperature of incubators can be regulated more 
accurately by the aid of electric heaters than by amy other 
means. The greatest advance in incubator construction is, 
however, the employment of electric fans for thoroughly cir- 
culating the air inside the apparatus. Incubators of the 
same capacity on ordinary lines would require seven times 
the floor space and, consequently, much larger buildin». 

One regulator and two thermometers are required for 4 


- 10,000-egg incubator, as against 74 ог more regulators and а 


similar number of thermometers necessary with the ordinary 
mammoth incubator. Moreover, the electric fan-operated incu- 
bator permits continuous factory-like hatching. Оп ever 


Fic. 1.—SINGLE-WINDER SINGLE-CABLE ELECTRIC PLOUGHI. 


Tuesday, say, a fresh lot of eggs is put in the incubator and 
at the same time live chickens are removed from the bottom 
trays. The percentage of fertile eggs hatched is higher tban 
is obtained in natural or other artificial processes; the author 
has averaged 83.5 per cent. with a 9,940-egg incubator—the 
first and only one so far in this country. Above all, the chick 
аге healthier and stronger. 
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Eggs incubated in machines of the ordinury type have to 
he taken out of the apparatus and cooled once or twice every 
74 hours, but under the electric fan system the eggs require 
absolutely no cooling. А 6U-egg incubator of the ordinary 
pattern, but electrically heated, takes 11 kW to hatch out, 
while а similar apparatus, but containing 250 eggs, consumes 
10 kWh, i.e., the larger the incubator the lower the consump- 
поп per egg. 

The only difference between electric and. ordinary. heating 
in hovers and *' foster-mothers ". is the substitution of a 
resistance for a lamp. Recently experiments have been anade 
in California with electric heaters placed round the circum- 
ference of а fair-sized room, holding 1,000 or more chicks. A 
large-scale commercial brooder house in this country recently 
designed by the author comprises 42 compartments, each hold- 
ing 75 chicks. А hot-water-heated air radiator is placed in the 
centre of each. These radiators are now being adapted for 
conversion Into electric heaters. 

High-pressure electrical treatment is in the experimental 
stave, and no definite results are available. The general idea 
is to produce а high-pressure discharge by means of a fine dis- 
tribution wire, above young chicks and also laving birds, for 
an hour or so each day, and seems to stimulate the birds. 
Probably any good effects are due to the purification of the 
ar in the brooder or laying houses, resulting from the pro- 
duction of ozone in the corona discharge. It is also quite 
possible that it assists the birds to relieve themselves of any 
pests. 

An electric lamp is, of course, ideal for testing eggs, as it js 
м easily switched on and provides such a powerful source of 
light. 

The Meteorological Office hopes that wireless weather fore- 
casts will be of considerable use to farmers who may have 
access to a small wireless receiving set. Careful consideration 
is being given to the matter of issuing the forecasts by wire- 
less telephony. 

In the near future, where sufficient water is available, elec- 
tric pumping will undoubtedly be used on farms for irrigation 
in seasons of low rainfall. — Thus the farmer will have yet 
another aid in circumventing the weather, and will be able to 
adjust the supply of water to the needs of the crop. Only by 
electric pumping is such a scheme, desirable as is in itself, 
a commercially possible project. 

In Holland and other countries very large electric pumping 
installations are now in operation for the removal of excess 
water. Windmills have been displaced, because when pump- 
ing is required during rainy periods there is usually no wind. 
An interesting development of irrigational farming ìs the 
inaintenance of the water level in the fields at definite depths 
below the surface, in accordance with the nature of the crops, 
controlled by automatic electric pumps. 

Much experimental work in electric ploughing has been 
carried out, but no entirely. satisfactory. solution. has been 
reached. Extensive practical work in Germany, Sweden, 
Italy, and France has sufficiently demonstrated that the 
results are in favour of electricity as compared with animal, 
steam, or oil ploughing tackle. The only important competi- 
tor of electricity 1s steam, under conditions where fields are 
very large, and even then the electric system has many 
superior advantages. In the case of small fields the electric 
system is undoubtedly most advantageous on account of its 
great economy. The systems emploved so far may be sum- 
marised as belonging to one or other of the following 
groups :— 

(a) An electric accumulator попур. 

(b) An electric motor-operated plough, with a trailing supply 

cable. 

(c) Ап electrically-hauled plough on 

svstem. 

(d) An electrically-hauled plough 

system with a single winder. 

(c) An electricallv-hauled. plough of the Roundabout or 

Howard steam system. . 


the Fowler steam 


on a modified Towler 


Table I. shows the position with regard to the systems :— 


ТАВ I. 
Svstem. Remarks. 

(a) Equipment too heavy; packs the land excessively ; 
cannot be used on soft ground. 

(b) Heavy equipment; considerable wear on traning 
cable; electric cable winding gear unsatis- 
factory. 

(с) Double-rope haulage; large capital outlay; method 
successful on large scale; requires wide head- 
lands, trailing distribution electric cables and 
80-125 h.p. 

(d) A compromise between systems (c) and (е). 

(е) Single-rope haulage; the most practical for ordinary 


farms; outlay reasonable; requires 20-60 h.p.: 
anchorage difficulties not nearly so great ав 
with the Howard steam system. 


Double-rope haulage is bevond the reach of the average 
farmer, as he has not sufficient land to justify the outlay. It 
8, however. well adapted for contract or co-operative work. 
For this purpose the author has suggested a plant for use in 
situations where there is no public supply of electricity. It 
consists of a heavy oll generating set, of Diesel or semi-Diesel 
type, mounted on a lorry that is intended {о be drawn to the 


point on a main road nearest to the fields to be ploughed, the 
idea being that such a heavy plant could not be successfully 
hauled over soft or ploughed land. The electric power is trans- 
mitted by a temporary overhead line to the field to be 
ploughed. A somewhat similar scheme has been put into 
practice in France and Germany, but substituting for the 
lorry power station a portable transformer house, which is 
drawn up close to the nearest h.p. transmission line. 

The single-rope method of ploughing, fig. 1, though old 
from a steam-tackle point of view, is comparatively new as 
an electrical method. The tackle comprises a single electric 
motor with two haulage-rope drums, either of which can be 
driven by the motor, as desired by the operator, while the 
other pulley pays out rope. The haulage rope, by the aid of 
suitable pulieys, follows round the sides of the field to be 
ploughed. At two corners anchored angle pulleys are pro- 
vided. At the other two corners are stationed pulleys mounted 
upon carriages. An anchor rope is taken from each of these 
carriages to the side of the field. When the rope is pulled by 
the haulage set the pulley carriages ure drawn along to the 
extent permitted by the slack in their anchor ropes. The 
balance plough is attached to the haulage rope between the 
two pulley carriages. The method of ploughing is to haul the 
plough from опе pulley carriage to the other. The balance 
plough is then turned over ready for the next set of furrows. 
Before starting the new run, the anchor rope of the further 
pulley carriage is slackened out, thus permitting this carriage 
to advance a distance equivalent to the width of the new set 
of furrows. The plough is then drawn over to this further 
pulley carriage, and so on. Thus, as the ploughing proceeds, 
the pulley carriages gradually approach the hauling set. 

A large haulage set will plough from 19 to 20 acres per day 
(on an average) as compared with nearly 1 acre with horses. 
Electric ploughing sets can be used on much steeper ground 
than steam sets. Normally from 30 to 36 kWh are consumed 
per aere, ploughing three 12-1. furrows at once on average 
ground. The nature of the ground and weather conditions 
markedly affect. the consumption. 

The problem of electrie ploughing is not merely a matter of 
solving electrical difficulties. It involves also a careful con- 
sideration of the design of the implements to be employed. 
The scientific principles of the design of even such features as 
ploughshares do not seem to have been carefully investi- 
gated. | 

Regarding the electrical operation of harvesting machinery, 
the increased eost of labour and the greater value of time, 
nowadays call for faster cutting and also the possibility of 
cutting any kind of crop in any sort of condition by machinery. 

The use of an electrie motor drive for the binder (as de- 
veloped by the author) meets these requirements, and tests on 
binders show that the draft is lessened. As the drive 18 not 
obtained from the bull wheel the machine can be used in 
certain sections of the farin where wet ground bas hitherto 
made the operation of the binder very difficult. The use of 
the electric motor also permits the cutting of heavy grain in 
a proper workmanlike way when the binder has to be drawn 
at comparatively low speeds, e.g., when turning corners and 
the like. This is accomplished, owing to the fact that the 
knives or sections run at à constant speed throughout. [t is 
this fact, coupled with the possibility of the independent con- 
trol of the speed of the knives, that makes it practicable to 
cut heavy tangled crops that have been-blown by the winds. 
With the electric motor drive crops can be cut at a rate about 
one-third faster than the normal. Similar beneficial results 
are to be obtained when mowing machines are electrically 
equipped for cutting grass for hay. | 

In America. combined harvesting and threshing machines 
are successfully employed. This system saves considerable 
time and circumvents bad weather conditions, which so often 
spoil a crop after cutting. In Great Britain this practice 
cannot be followed at present, owing to the necessity for cur- 
ing the grain, which is not subjected to such powerful sunshine 
whilst growing. The author is, however, of the opinion that 
it can be accomplished, if proper drying and curing electric- 
fan arrangements are provided at the farm buildings. A 
combined harvester and thresher is essentially a machine to 
be electrically. driven. | 

The object of electro-culture is to increase the harvest yield 
by stimulating plant growth. It is very difficult to determine 
what increase сап be obtained by electrical means, because so 
many natural factors, whose exact influence is still but im- 
perfectly understood, also affect the result. On the whole an 
electrically-treated crop may be reckoned upon to produce at 
least 10 per cent. more grain, accompanied with a propor- 
tionate increase in the quantity of straw. The cost of electricity 
is negligible, so that the problem has little interest for the 
electricity supply undertaking. — Vegetable growth is accel- 
erated by currents of the order of 0.3 X 107% ampere, but 
plants are injured by currents of 10x 107? ampere. The 
chief. question, therefore. is what amount of capital is neces- 
sary to attain this increase in the crops. The cost of stringing 
the wires is not at all important, for 4 or 5 lb. of fine wire 
(20 S.W.G.) is all that is required per acre, plus the heavier 
insulator-horne cable supports around the field. The serious 
factor is the cost of the transforming and rectifving apparatus. 

It is estimated that the capital cost of a 100-acre equipment 
would be about £4 per acre. By deduction from the experi- 
ments which have so far been carried out, the most suitable 
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arrangement for a commercial били is to provide an alternating- 
current supply; a 100.000-volt oil-cooled transformer; and a 
mechanical rectifier driven. by a small synchronous motor. 
The overhead network should be 15 ft. above the ground. It 
would probably be necessary to operate such a plant only for 
about an hour in the mornimy and again in the evening, dur- 
ing the spring and early sumuner months. The transformer 
would be preferably switched on and off by а time-switch. A 
Lodge or similar valve would probably give а more etficient 
discharge than a mechanical rectifier, but on large-scale work 
these valves do not appear to be so practicable. In the course 
of time it seems quite likely that the transformer may be 
superseded by a motor-driven influence machine. Owing to 
the low power factor of these installations it is necessary, 
before accepting the readings of any instruments, to see that 
due corrections have been made. However, there are con- 
siderable differences of obinion as to methods. 

An interesting feature that seems to be allied with electrical 
treatinent, is the possibility of the destruction of insect pests, 
largely brought about by the fact that, in the presence of a 
high-pressure discharge, the antenna, wings, legs, &c., of the 
insects tend to rise and so become uncontrollable, causing the 
insects to fall helplessly to the ground, 

Various theories have been put forward to account for the 
effects produced, e.g., that the discharge produces manurial or 
plant-feeding effects. However, the quantity of electricity 
used is so small that only an infinitesimal amount of manure 
or its equivalent could possibly be produced, even under the 
most favourable conditions. — In fact, the best results from 
electrification are always obtained from the. land which is 
richest in nitrogen. Hence the author's deduction 18 that it 
is entirely a physical, stimulative effect. Whatever the cause 
the fact remains that better results are obtained with elec- 
trically-treated crops. Also the cost of carrying out the 
electrical treatment (apart from considerations of the capital 
required for the installation) is nominal. 

The employment of short heat waves from luminous electric 
heater lamps has been experimented upon on a small scale, 
and it would seem that the power consumption gecessary 15 
likely to be very great. 

A drving plant is a useful form of rural industry that can 
be economically added to many electrically-equipped farms. 
Many farm products in seasons of plenty are wasted, simply 


because it does not pay to market them at the time. It does. 


not pay to employ electricity as the heating medium for dry- 
ing purposes. However, rubbish can be burned to provide the 
necessary heat, the fan being electrically driven. The author 
has successfully dried wet green grass by the aid of an elec- 
trically-driven fan alone, without auxiliary heating other than 
that produced by the natural heating of the rick. | 

Normally, given suitable weather conditions, there is no 
better way of making hay than by the aid of the sun. How- 
ever, in bad weather, artificial hay-making becomes à com- 
mercial proposition. | 

Artificially-dried hay looks better, has a better aroma than 
naturally-dried hay, and its food or nutritive value is greater. 
Incidentally, when artificial drying is adopted, the process can 
be made continuous instead of necessituting the concentration 
of a large amount of labour for a relatively short period. If 
the hay-drying apparatus be combined with auxiliary arrange- 
ments for drying fruit, vegetables, hops, ete., it becomes a 
paying proposition for any farm, even when it is not used for 
hav-drying in favourable sunny seasons. 

The ensilage method of conserving green fodder for the 
winter has lately come into extended use. The latest develop- 
ment is electrieal silage, of which there are already nearly 100 
examples in Germany. Tt is claimed that by this method the 
fodder is better preserved, as objectionable bacterial action 1s 
arrested before it has time to do any damage. Each silo has 
an earthed electrode fixed at the bottom, and a live electrode 
is placed on top of the freshly-cut green-stuff, when the silo 15 
filled. Up to 10 КУА is required for a silo of about 20 ft. (6 m.) 
in height and 14 ft. (4.25 m.) in diameter, and the time re- 
quired is from 24 to 48 hours. "Ten tons of fodder require 
between 130 and 900 kWh. 

The commercial test of anv improved method is the financial 
result, and this can be shown accurately only by the aid of 
proper account books. An ordinary farm cannot afford large 
book-keepers’ salaries, and accordingly the author devised a 
semi-automatic system for keeping and analysing his. own 
accounts, as it was verv essential to keep accurate accounts 
on a farm where new methods were being applied. — This 
“ Auto-Countancy " system would, although originated for 
farmers, also be a boon to all small professional апа business 
offices; It is a double-entry method, which does not depart 
in anv feature from the accepted principles of modern efficient 
book-keeping. The system is preferably carried out with the 
aid of an electricallv-operated book-keeping machine, adapted 
bv the author from the now familiar cash register. of the 
shon-keeper (the ordinary cash register is, of course, merely 
a single-entrv device). These machines are costly, but thev 
сап be purchased for a sum not exceeding the salary of a good 
clerk for a vear. 

Not only are proper ledger accounts kept by this method, 
but also the analysis of the costs of anv department of the 
farm are rendered availible, whilst, at the same time, the 
services of skilled clerks are dispensed with. Every account, 
whether ‘‘ out” or "in," is entered on slips of paper in quad- 


ruplicate. These slips are then inserted in a mechanical file 
or pasted into a set of loose-leaf books, if so preferred, in 
accordance with their classifications. This placing of slips 
substitutes the usual posting of separate entries by the pen 
of a clerk, and mistakes due to copying are avoided. Further, 
no particular skill or knowledge of book-keeping is required, 
While a trial balance of the whole business can be read off 
at any moment. This is due to the fact that all accounts are 
kept simultaneously. — Hence, account-keeping by electricity 
has much to coumend it to the farmer. A suitable electric 
machine would consume about 2 kWh per annum; the size of 
motor required 15 only зу h.p. 


Discussion Іх LONDON. 

When the discussion was resumed on April 6th, the Pre- 
SIDENT said that on the last occasion there was a tendency on 
the part of the speakers to say that electricity was of little 
value on a farm except for light work, and he was sure they 
would all look forward to hearing that electricity could be used 
on a large scale on a farm. It was of interest and inport- 
ance to find that engineers were taking an interest in farming; 
the farmers would learn something from the engineer as a con- 
sequence, and the engineers would learn still more from the 
farmers. An institute had been set up for the purpose of con- 
ducting scientific research upon farming methods, and it bad 
Issued. careful instructions as to how cows should be milked 
and what should be done to keep the milk clean. 

Mr. ВокгАѕЕ MarrHEWws then showed a further series of 
lantern slides illustrating applications of electricity on the farm 
on the same lines as those exhibited when he read the paper 
originally. 

Mr. H. W. RICHARDSON said that on the last occasion he 
found 1t a little difficult to realise that he was at a meeting of 
electrical engineers, so pessimistic was the tone of the speakers 
as to the possibility of the uses of electricity on the farn. 
except as regarded electro-culture. Ie could not help feeling 
that a brighter note might have been struck in the remarks 
Mr. Atkinson made last time. Most of the ditheulties referred 
to had been overcome in Germany, America, Holland, and 
Denmark, and surely they were capable of overcoming them 
in this country. The position with regard to electricity on the 
farm at the present moment was very like that with regard 
to heating and cooking some years ago, when many people 
thought there was no future for it, but there could be no douht 
as to the value of electricity for cooking and heating now, and 
he believed there was a still greater future for it. If they did 
not consider the matter seriously they would eventually find 
they were losing business through not preparing early enough. 
There were 418,000 farms and small holdings in the country, 
and if they took 60 per cent. of them as likely to use electri- 
city, that was 250,000. If each used 2 kW for five hours a day 
—a low figure—that meant a consumption of considerably over 
one thousand million units per annum. That was more than 
the total number of units that were generated and supplied in 
the whole country in 1910, so that it would be a valuable addi- 
tion to the load. The Institution ought to appoint a com. 
mittee for the purpose of collecting data with regard to the 
uses of electricity on the farm and to see how the whole thing 
could be stimulated by taking it up in an energetic manner. 
As to transmission, he was not sure that they should reckon 
on having a three-phase supply all over the country in the 
future. It had been said that there was some prospect of the 
single-phase railway system being developed to а considerab'e 
extent, and, as this would form one means by which supply to 
farms would be given, it was a point to be considered. — He 
had understood that the fat content of milk was improved hy 
hand milking owing to the stripping action of the hands in 
milking. Milking would be rather a useful load, as it was 
done early in the morning and late in the evening, and the 
load was considerably greater in the summer than in the 
winter. Electric fans in the cowshed assisted cleanliness. In 
Hereford a load factor. of from 20 to 25 per cent. had been 
obtained. The manufacturers needed to pay a lot of attention 
to the switchgear, and it seemed to him that the push-button 
variety would be largely required. There was great scope fur 
proving the efficiency of poultry farming by the use of elec 
tricity, but the. British farmer rather looked upon poultry as 
а side line. There would be an advantage In having two 
smaller motors rather than one large one for ploughing, as the 
smaller motors could be used for other purposes than plough- 
ing. As for electro-culture, Mr. Britton, of Chester, had m- 
creased his vegetable crop by something like 80 or 90 per cent. 
although it was admitted that that result was rather of a 
freak character. Nevertheless, it did suggest. that large m- 
creases in. vields could be obtained by electrical stimulation 
methods. Tle himself had rather thought the effect of electro- 
culture was due to an action of the current on the ground, and 
it might be worth while making the experiment of treatinz 
the ground before sowing the crop and not during growth. A 
farmer working 150 acres was making a great deal more than 
£112 a year, as mentioned by Mr. Atkinson. but at the same 
time he believed a great deal of good could be done bv со 
operative methods with regard to machinery. There were eo 
operative societies all over Germany, and if that policy were 
adopted in England, it would assist materially in the develep- 
ment of the uses of electricity. 

Mr. W. В, Coorer said one of the main difficulties was the 
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farmer himself. It was all a matter of £ s. d. from the 
farmer's point of view, and the author had not gone into that 
side of the question suttictently, remembering that farm labour 
was comparatively cheap. Hle was surprised to see a quotation 
fram the report of the Electroculture Conunittee—of which 
hody he was а member—as he understood that those reports 
had not yet been published. 

Dr. Е. J. CROWLEY said that anyone who had investigated 
the use of electricity in farmung on the Continent would be 
uptünistic. At the same time, when one considered the small 
amount of attention that had been given by electrical manu- 
facturers In this country to the perfecting of plant for that 
purpose, one could, to a certain extent, understand the sinall 
progress that had been made in England. It was necessary 
coupletely to redesign plant used on the Continent for use in 
this country. There had been tremendous development in the 
use of mechanical plant on farms in a comparatively short 
tine, and there were enormous possibilities for the use of elec- 
tricity to drive that plant; experience on the Continent and 
in America had shown that wherever a supply of electricity 
existed, electricity could meet the need for power. The 
manner In Which electricity was being employed on farms in 
southern Germany was truly remarkable. Dr. Crowley showed 
a large number of lantern slides depicting various uses of elec- 
tricity on Continental farms, and also types of apparatus. As 
for ploughing, there was a big difference between the type of 
plant used in. France and in Germany; in the latter, very 
heavy equipment was used, whilst in France they were endea- 
vouring to evolve a light anchorage wagon in connection with 
electric ploughing. It was probable that an intermediate 
weight would suit the conditions in this country. He did not 
agree With the author's advocacy of the roundabout system of 
electric ploughing; he could not see why a system that had 
failed with steam should be more suitable with electricity. 
The single or double haulage system would probably be best. 
The method of dealing with ploughing and other apparatus 
must be co-operative. 

Mr. Н. A. Carney said that in Germany the most extended 
use of electricity was on the small farms, and there was a 
greater use for electricity for simpler purposes, such as lighting 
and power, than in the more complicated ones, such as electro- 
culture. In connection with poultry and pig rearing, a great 
deal could be accomplished by increasing the hours of light 
and shortening the time to bring the animals to maturity, and 
the financial return to the farmer could be considerably m- 
creased in that way. The small-holder stood in greatest need 
of the services of electricity, because such a man could not 
afford to employ much labour and had to do the bulk of the 
work himself. The petrol engine would not give him the same 
service because of the need for some mechanical knowledge to 
keep it in good working order and, moreover, the attention 
which an oil engine needed occupied time which would be 
more profitably expended on farming. On the figures given 
in the paper, the consumption would vary from 26,000 units 
per annum upwards, so that from the supply point of view the 
4naller the farm the more profitable would the supply be- 
come, because it was in the case cf small farms that the 
greatest use would need to be made of electricity. In some 


cases а considerable amount of pole line might be necessary 


to give the supply, but in New Zealand the supply autho- 
rities considered it perfectly good business to supply a miiking 
machine load only, knowing that as the farmer became accus- 
tomed to the use of electricity, һе would extend its appli- 
cations; 25 per cent. of the milking m New Zealand was now 
done electrically, and the load was increasing at the rate of 
l5 per cent. per annum. Another method adopted in New 
Zealand. was co-operation between neighbouring small holders; 
a number of farmers would associate and get a supply at a 
certain point, which would be given at a bulk price, and then 
they made their own arrangements for getting the supply to 
their furious. They. supplied the poles, and the labour and the 
necessary technical assistance was given by the supply autho- 
ritv; thus the overhead distribution lines were constructed at 
a Munna cost. 

Мг. Hype pleaded for a little more enthusiasm in this branch 
of the industry. His experience of electrified farms in Ger- 
manv and Sweden was that the more electricity was used, the 
more it Was wanted. One 5-h.p. and one 15-h.p. motor could 
do all the work on a small farm, the small machine being on 
a barrow and the larger one on a covered truck. Tle agreed 
that electric ploughing did not seem to have reached a very 
inportant. stage at present. As to supply, the difficulty was 
that they had not much overhead equipment to give it. It 
would be a cominercial proposition to build a power station. to 
supply a number of small holdings, but that invelved pioneer 
work for farmers which they probably would not like. 

Mr. €. J. Hlorkins said that the paper described farms as 
they might hope them to be in the future, whereas Mr. Atkin- 
wn had described them as they were to-day; if a supply were 
more easily obtainable than was the case now, many farmers 
would take it. He was not altogether with the author in his 
recommendation of individual motors for every machine, on 
the score of cost, and it would be better to have a portable 
moter and a belt, which could be applied to various machines. 
Milking machines had not been the success in. this. country 
that thev should have been. The farmer objected to compli- 
еме] 1nachinery on the score of the expense of repairs, and he 
knew of a ease in which a farmer left a tractor to fall to pieces 
in the field rather than have it repaired, owing to the cost. 


The farmer decided his operations for the day early in the 
morning, and wireless weather reports during the day would 
not help hima very much, 

Mr. в. К. Scorr suggested the possibility of the farmer mak- 
ing his own nitric fertiliser by the are process, when electricity 
became generally available, because the are furnace was simple 
to handle. They ought to take the broad view and remember 
that suggestions. made at meetings might enormously benefit 
people in the Colonies and elsewhere. Farms in this country 
were small, but a farm in New Zealand was of 139,000 acres, 
and in those cases the possibility of making nitric fertiliser on 
the farm by the are process should not be overlooked. In 
Illinois a colliery belonging to the Standard Oil Co., of 
Indiana, had put up an electrical plant which was five times 
as large as the colliery itself wanted, but it was realised that 
the country around was agricultural, and developments were 
being prepared for in advance. There would be a world-wide 
market for nitric fertiliser, quite apart from its manufacture 
on à small scale on individual farms. The process could be 
worked on Бо a large and a small commercial scale. 

Mr. R. BonrasE MATTHEWS, replying to the discussion, said 
that since the war, Continental motor manufacturers had 
turned out more than half their output for farm purposes, 
which amounted to many hundreds of thousands of kilowatts 
per annum. Over 600,000 h.p. of motors were now used on 
farms, and he did not think the practicability of using elec- 
tricity on farms could be questioned. This country was the 
ehief centre for the distribution of agricultural machinery for 
the world, even if some of the appliances were of American 
origin: therefore, they should. be in the van as regarded 
electro-farming. It was difficult to say what was the sinallest 
farm that could be electrically equipped. On the Continent 
he had seen a 24-acre farm equipped electrically, and no farm 
there was considered too small to benefit. from the use of 
electricity. The oil engine was not a good substitute for elec- 
tricity. He had experienced. that to his cost, and knew some- 
thing about it. — Assuming an outlay of £20 for an electric 
motor, 10 per cent., or £2 per annuin, or 114. per day, would 
cover the interest and depreciation. That was equivalent to 
a man's time for 48 hours, and was much less than the time 
he would lose in looking after the oil engine for a vear. In 
fact, £2 was less than the cost of a man's time spent in start- 
ing up the oil engine when it was in good order. Last year 
each of his horses cost £147, including a portion of the driver's 
tine. Electricity at 2s. per unit would be cheaper than horses 
for such work as it would be applicable to. On the small 
farm where electric power was available one horse was enough. 
He himself kept three horses on a 600-acre farm. The prin- 
ciple to work upon was intensified farming to increase the 
output and the profits, and great savings could be effected by 
the judicious appheation of electricity. The Howard steam- 
ploughing system had been a failure, bnt when applied to 
electric ploughing it was a most practicable system when 
they were using from 12 to 60 h.p. The most successful 
svstem at the moment for that power was the roundabout 
system, although possibly the eventual systern would not be 
that one. He was trying a new motor which looked as if it 
would work out to about one-third the cost of existing motors, 
and in that case the individual drive would justifv itself. 
Finally, Mr. Matthews offered to show his farm to anyone 
interested. 


The National Association of Supervising Electricians.— 
About 20 members of the N.A.S.E. availed themselves. of 
the invitation of the Electrical Apparatus Co., Ltd., to in- 
spect that company's Vauxhall Works, on Saturday last. An 
idea of the wide range of the company's work was gathered 
from the numerous examples set out in the shops. Major 
Amberton and Messrs. Evans and Walton acted as guides, 
and carefully explained. everything and carried. out many 
demonstrations on. starters and controllers. They were fully 
occupied in answering the searching questions put to them. 
Special interest was shown in a printing press controller, 
recently completed by the firm. Upon the conclusion of the 
tour of the shop, tea was served in the drawing office, and 
after this Mr. Windibank expressed the thanks of the Associ- 
ation for the company's hospitality and courtesy. He hoped 
that both: would derive profit from the visit. In. replying, 
Major Amberton acknowledged the usefulness of many sug- 
gestions made by the visitors, and said that most of them 
would undoubtedly be adopted . 


. U.S.A. Electric Vehicle Market.—The Electric Automo- 
bile Show opened at New York on April 3rd, and the general 
opinion is that the show will be the most comprehensive of 
its kind ever held in New York City. pe 

The Steinmetz Electrie Motor Car Corporation has placed 
on the market a 3-ton delivery truck, designed bv Mr. С.Р. 
Steinmetz, of the General Electric Co., selling at 2,700 dollars, 
f.o.b. Baltimore. The weight of this truck is 4,450. 1b., 
radius of operation 50 miles, average speed 20 miles, wheel- 
base 114 in. pnemmatie tires 33 in. by 5 in. The monthly 
meetings sponsored by the Automobile Bureau of the New 
York Edison Co. are proving very popular; subjects of interest 
to the trade are discussed.—Reuter’s Trade Service. (New 
York). 
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THE LIGHTING OF PUBLIC BUILDINGS. 


A PAPER on the above subject was read by Messrs. E. H. Ray- 
ner, J. W. T. Walsh, and H. Buckley, of the National Phy- 
sical Laboratory, at the meeting of the ILLUMINATING ÉNGi- 


NEERING Society, on March 35th, the chair being taken by. 


Sir Joseph Petavel, director of the laboratory. 

The discussion was arranged jointly with the Royal In- 
stitute of British. Architects. 

The paper was devoted mainly to experiments arising out 
of a request received from Н.М. Осе of Works for inforna- 
tion which would assist in drawing up a specification. for 
lighting installations at the new building of the Ministry of 
Pensions ut Acton. Semi-indirect lighting, with a general 
illumination of four foot-candles, was decided upon, and the 
results of the experiments were assembled by the authors in 
a series of sixteen diagrams, which were discussed in detail. 
A summary of results shows that the average illumination at- 
tained varied from 2.9 to 4.7 foot-candles, the consumption 
from 0.38 to 0.05 watt per sq. ft. and the coetticient of utilisa- 
tion (i.e., the percentage of the total flux of light falling upon 
the working plane) from 43 to 68 per cent. A feature of in- 
terest was the limit set on the brightness of lighting units 
which in the various installations fell within the limits of 
0.6 and 2.5 e.p. per sq. in., representing quite а moderate 
brilliancy. The data should prove useful for future reference 
in view of the variety of semi-indirect fittings experimented 
with, some of the ordinary open type, others with over- 
reflectors. 

Another section of the paper was devoted to some experi- 
ments in the design of skylights used in picture galleries, new 
proposals for which were submitted by Sir. Frark Baines, of 
the Oflice of Works. The chief aim of the new design was 
to avoid the troublesome reflections of relatively bright ob- 
jects in the glass of pictures. A final section of the paper con- 
tained an account of a special building for experiments on 
illumination which is being erected im the grounds of the 
National Physical Laboratory. It is hoped that the building 
will be very serviceable in enabling resultant daylight illu- 
mination to be determined with greater precision when a 
building is in course of design. 

Following the presentation of the paper, Capt. J. W. 
liberty, public lighting inspector to the City of London, 
showed a number of lantern slides illustrating methods of 
lighting adopted in decorative interiors. The photographs 
were taken by Mr. J. S. Dow, exclusively by the artificial 
light available. The first views referred to various rooms at 
the Guildhall, a pleasing installation being that in the historic 
Crypt, where simple diffusing glass panes are used to soften 
the light from gasfilled lamps. Several charming effects pro- 
duced in the new Marylebone Town Hall, notably some ex- 
amples by concealed lights in domes, were next shown. The 
lighting of a committee room (indirect cornice. lighting) and 
of the council chamber (crystal chandeliers enclosing gas- 
filled lamps and suppiemented by electric candles) excited 
some comment in view of the very dark walls, panelled in wal- 
nut, which occasion difficulties from the standpoint of illu- 
mination. A contrast in method is afforded by the main office 
at the new Port of London Authority's building, where the 
surroundings are of a very light tint, and the lighting ts 
effected by gasfilled lamps of an aggregate of 20,000 c.p. 
massed in the vast central dome. Another interesting ex- 
ample of modern methods is to be found in the Middlesex 
Sessions Hall, where semi-indirect lighting is generally em- 
ployed with excellent effect. Through the courtesy of Mr. 
Charles A. Baker, electrical engineer to the L.C.C., some parti- 
culars of the illumination provided in the various rooms were 
given. The method adopted in the assembly hall, where the 
illumination is derived exclusively from bracket lights in 
diffusing globes, appears to give very pleasing results, and 
the same applies to the decorative semi-indirect. fitting used 
in the domes in some of the courts. Capt. Liberty also re- 
ferred to the new London County Council Hall, on the Em- 
bankment, which, like the Port of London Authority's build- 
ing, is still being completed. A feature thereof is the immense 
length of some of the corridors. Capt. Liberty stated thet 
it was hoped, when the arrangements had reached a more ad- 
vanced stage, to give fuller particulars of these two buildings. 

Another interesting example of spectacular lighting was 
shown by Mr. Cunnington; namely. the епегрепсу flood- 
lighting of the entrance to Waterloo Station, recently opened 
by the Queen. The lighting was necessarily effected by units 
placed quite near to the face of the building, and there was 
therefore some difficulty in. avoiding inconventent shadows. 
But considering that this was essentially an emergency light- 
ing installation the effect was quite striking. А fact com- 
mented upon in the discussion was the undoubted rise rn 
the standard of illumination in publie buildings since the 
Society commenced its work in 1909. The conditions of light- 
ing in modern buildings are now very much better than 
a few vears ago. 

At the conclusion of the discussion, the chairman announced 
that the next meeting. to be held at the end of April. would 
be devoted to a discussion on the use of light in hospitals, at 
which the со-опегабоп of the medical profession would Һе 
specially invited. 


CYC-ARC ELECTRIC WELDING. 


Discussion АТ LEEDS. 

AT a meeting of the members of the NoktH MIDLAND CENTRE 
of the INSTITUTION or ELECTRICAL ENGINEERS, on February 
14th, Mr. Martin read Messrs. Steel and Martin's paper 
on the above process of electric welding, an abstract of which 
appeared in our issue of December Yth, 1921. Before cou- 
cluding his paper Mr. Martin expressed his thanks to Mr. 
Hefford, the Leeds city electricity engineer, for the arrange- 
ments which his department had made to give them a supply 
of electricity in order to demonstrate the possibilities and 
features of their apparatus. They were able because of this 
to make larger welds in the lecture room than they had been 
able to do any where else in the provinces. The paper was illus- 
trated with many lantern slides, and after the discussion 
demonstrations were made. 

The CnuaiRMAN (Mr. Burnand) in opening the discussion, 
said he had been impressed by the short time taken to weld 
a light tube (0.2 of a second), but there was a system of weld- 
ing even quicker than that, which was used for welding light 
things, such as spectacle frames. That was done in a 
thousandth of a second. Не did not think it was realised 
how quick the discharge from a condenser was; the 
explosion of gunpowder was a very leisurely thing com- 
pared with the rate of discharge from a condenser. Another 
method was described by Mr. D. I’. Miner, of the American 
Westinghouse Co., probably towards the end of 1920. Mr. 
Miner struck an arc just as Messrs. Steel and Martin did. 
and dried it up, but the particular feature was that he 
utilised a reactance. He stored electro-magnetic energy in 
a sort of big core, which was nearly closed. He charged it 
up comparatively slowly, and it was discharged in a frac- 
tion of à second. That piece of apparatus took the place of 
the flywheel motor-zenerator which Messrs. Steel and 
Martin utilised, and gave a very heavy discharge for a 
fraction of a second without taking any very great current 
from the supply. An oscillogram taken during a weld 
between copper and steel rods à in. in diameter indicated a 
peak of current of 2,600 amperes, an arc of 30 volts, a maxi- 
mum power of 60 kW, energy of 0.00077 kW-hour, and the 
Welding time as 0.004 second. That corresponded fairly 
closely to some of Messrs. Steel and Martin's figures, but was 
somewhat quicker. The apparatus bore a close resemblance 
to the authors’, but differed in detail. 

Мк. Ни, (Bradford) remarked that there appeared to be 
considerable use for such welding as the authors had ex- 
plained in general engineering, perhaps more so than in 
electrical. engineering. 

Mr. BatmrortH thought that if the surfaces had to be 
cleaned it would, perhaps, detract from the process rather 
than if surfaces could be simply welded together without 
cleansing. 

Mr. Hann (Hollinwood, Lancashire) drew attention to 
another welding process which was developed nineteen 
vears ago by Mr. Ferranti, and which had been used for a 
number of years quite successfully. In that case the attempt 
was to weld steel plates on to broken disks and bars, in which 
they had to have accuracy of setting as well аз strength. 
They developed the resistance method of welding by adding 
to if the automatic features that Mr. Martin had mentioned. 
They had also found that the time when the current was 
passing varied up to six seconds. In some of the plates 
Welded they used a section which was practically half a 
square inch in the large cases. Such welding as that would 
take six seconds, but to make the weld possible they had 
to treat the surface before welding. In the case of a turbine 
disk the smaller plates were put on at the rate of six a 
minute, the limit being not the energy consumed, but 
the work the men had to do to bring the material to and 
from the job. That was carried on on a large scale at Messrs. 
Vickers's works in Sheffield. There they started welding 
steel in the first place and found no trouble with it. After- 
wards they tried bronze and several gunmetals. 

Mr. MARTIN, in replying to the discussion, said that with 
regard to the Westinghouse method of are welding the chair- 
man had not made it clear whether they were using auto 
matic timing in any form. The main unsatisfactory feature 
was the unusual size and weight of the storage coils. There 
were many other disadvantages which would be serious in 
developing a method like that commercially. The American 
Westinghouse Co. would have difficulty in welding such varia- 
tions as the Martin and Steel method could do, such extremes 
as welding a steel pin on to a heavy armour plate. on 
to a tube, or a thin plate. They had been asked about the 
welding of stellite two or three times. Mr. Martin thought 
that they would weld it quite easilv, though they had not 
done so vet. They could weld with unclean surfaces, but 
they could naturally weld better with clean surfaces. It 
was more serious with the small welds where they had not 
the heat and had not the time to remove the explosive effects 
of grease; if grease was about gases were generated, and 
tended to blow the arc on one side. Rust was an oxide of 
iron with a high melting point: if they got enouch oxide if 
melted, and unon placing the stud in the molten plate the 
ох'Яе was squeezed out and did not interfere. 

The suggestion that there were possibilities of using the 
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Сус-агс process for blading turbines he regarded ав rather 
visionary at the present time, but he saw no reason why it 
should not be developed. Why was the resistance method 
not developed if satisfactory results had been obtained from 
it for a number of years? It seemed rather curious that 
improvements were not made so that they could have kept 
up with the modern turbine's requirements. | 

Мг. Наш, (Hollinwood) observed that the resistance 
method of welding was developed in connection with special 
welding, high temperatures, &c. It was dropped by the 
people who had control of the patent; the patents ran out, 
and then there was no object in spending more money as 
there was little hope of reaping a reward. He had been 
gwoclated with the method since 1902. | | 

Mr. JoNES, in moving a vote of thanks to Mr. Martin, said 
he seemed to be most successful when the metals were dis- 
similar. It looked as if the metals when they came together 
seemed to be more homogeneous; the structure of the metal 
appeared to have altered. That might have something to do 
with the fact that the welded portion was stronger than the 
other portion. 


LEGAL. 


POSTMASTSR-GENERAL v. HERBERT E. BROOKS. 


PRocFEDINGS were taken by the Postmaster-General in the 
Railway and Canals Commissioners’ Court on April 6th by way 
of a new trial, because it was said that after a county court 
judgment, imposing rents of 5s., 10s., ls., and £l a year each 
for electric telegraph poles, instead of " the usual shilling a 
year,” other landowners had sent in asking for lUs. each for 


pales on their land, and, since there were nearly a million poles: 


оп private property in this country, such demands would create 
a revolution in and be the ruin of an important public ser- 
vice. It was the first time such a matter had been brought 
before the Railway and Canals Commissioners’ Court under 
the extended jurisdiction given by the Telegraph Construction 
Act of 1916. 

The action was brought for a new trial by the Postmaster- 
General because of the fixation of rent of six telegraph poles 
on land of Mr. Н. E. Brooks, J.P., C.A., of Stafford Lodge, 
near Grays, Essex. For three other poles Mr. Justice J. D. 
Crawford, at the Romford County Court, apparently said *there 
should be no charge, under a judgment of Mr. Justice Lush, 
because those poles were upon a road. The Railways and 
Canals Commissioners Court consisted of Mr. Justice Lush, Mr. 
Tindal Atkinson, K.C., and Sir Lewis Coward, К.С. _ 

Mr. HanoLp Мскрнү, for the Postmaster-General, explained 
that he thought Mr. Brooks's main defence (Mr. Brooks 
appeared in person) was that, having given up his right to 
the telephone, owing to increased charges, he deemed himself 
entitled to exact from the Postmaster-General a much heavier 
rental than was paid by the National Telephone Co. They 
paid ls. 

Мк. JvsricE Lusu: But Mr. Brooks had the advantage of 
free calls in those days. 

Mr. Мскрнү said the Postmaster-General contended that 
the rates he should pay should depend on present damages 
and there were no damages whatever to Mr. Brooks. 

Mr. Justice Lust: So he is to be paid nothing? You are 
in оеспрайоп of his land. You cannot put up poles qn some- 
body else's land and say you ought not to have any acknow- 
ledgment from the user. 

Mn. McnPHY: I am given a statutory right to place poles 
an the land on coming to you if he fails to give consent. What 
you have to consider is whether such conditions as he secks 
to impose are contrary to public interest. If there is no detri- 
ment or loss of amenity the imposition of any pecuniary pay- 
ment would be contrary to public interest, and the imposition 
of a heavy rental would be ruinous to a public service. 

Mn. Justice LvsH : It would be contrary to public interest 
that you should pay him nothing. I dare say you would like 
to pay him nothing. 

Mr. MURPRY complained that the county court judge’s 
award worked out at 60s. for six poles. There were 818,000 
poles on private property, and the average payment was 
1х. 4d.; 30 per cent. were free; 95 per cent. were less than 
ls; more was paid for telephone standards with stavs on the 
top of buildings and in private gardens, as was equitable. The 
rent proposed now would be a revolution of the whole svstem. 
and on its precedent landowners were coming in with demands 
for 10. a pole. That was the serious aspect of the case. 

Giving evidence for the Postmaster-General. Mn. CHARLES 
ARRoLp Eve, of Messrs. Thurgood, Martin & Eve, auctioneers 
and valuers, said there were nine heads of damage under 
Which he usually assessed damage, and in Mr. Brooks's case 
he could find no damage under any of them. The poles took 
nothing from the plough. They were in a wood; they hurt 
no grass, growing crops, fences or hedges; there was no risk 
of telegraph men leaving gates open for cattle to stray, there 
were no gates; there was no game to be disturbed and mo 
cover; no hedge to plash; no spoliation of commercial value: 
no pruning of ornamental trees for the wires: hav carts could 
Pars under the wires, but there were no cart tracks; driven 


partridges would have to surmount a higher wood on the 
other side, and as to unsightliness there was no house near to 
see the poles. The only development value of the property 
was in minerals and forestry. 1f Mr. Brooks was going to 
build, quarry, or make an avenue, he could give notice to the 
Posttnaster-General to remove the poles. 

Mn. Justice вн: For а small avenue or path І am con- 
vinced the poles would not be removed. 

Mr. Eve said he himself had never charged more than a 
shilling a pole and he had charged as little as a shilling for 
twenty. 

Mn. Brooks contended that there was present damage and 
that he should receive payment in respect of interest in 
the land and its amenities. — He was, he said, director of a 
cement company, and this chalk land would eventually be 
worked for cement. He had been in negotiation with his 
colleagues for the purchase of this property. When he gave 
the Postmaster-General notice to move the poles, three weeks 
passed, he was presented with a polite bludgeon—he was 
told, in effect, ©“ we will not get out, and we are going to use 
our compulsory power and we give vou notice accordingly." 
Such a threat of litigation did not attract a purchaser. No- 
body wanted to buy a lawsuit along with land. He wanted 
to sell the estate as a whole, but if a purchaser shied at the 
telegraph poles, 11 acres would be cut off from the property on 
the other side of the road and he would be left with those 
11 acres hung up in the air, £2,000 or £3,000 worse off than 
if he had not sold it at all. Nobody would buy 1L acres for 
building. Ten shillings a pole was not adequate compensa- 
tion for putting this fear in the heart of a purchaser. If the 
Postmaster-General was presented with a notice to remove on 
account of quarrying, he might be expected to be just as 
obstructive and litigious as now and he was only carrying 
on а trading department. Mr. Brooks suggested that it was 
only the common knowledge of landowners of the Postmaster- 
General's legal resources, who compelled them, under this 
duress, to accept a shilling. 

Mr. J. SINNOTT, member of the Institution of Electrical 
Engineers and engineer to the Post Office engineering depart- 
noue put in returns of consents to the Post Oftice erection of 
poles. 

Mn. Brooks observed that at the present moment the Post- 
master-General was contending with the Chancellor of the 
Exchequer as to what should be done with the anticipated 
profits of his undertaking for the year just beginning. Asg 
manager for the State of a trading concern, the Postmaster- 
General should pay a reasonable rental for the facilities he 
enjoved at the expense of the private individual. 

Mn. Justice Lusi said the situation was an interesting one, 
and it was the first of its kind that the Court had had since 
the Telegraph Construction Act of 1916. There was the ques- 
tion whether a capitalised sum should not be paid instead of 
rent. He understood Mr. Eve had mentioned a period of 16 
or 20) years for capitalisation. 

Mr. MURPHY replied. that he said nothing against the 
principle of capitalisation, but in Mr. Brooks’s case the assess- 
ment should be small. 

Mr. Justice Lusu said the Court desired to look into the 
matter, and, as that was the first case of its kind, would 
reserve its judgment. Judgment would have to be delivered 
in the next law term. 


CHILDS v. GREENBERG. 


AT Marylebone County Court, last week. Henry Edward 
Childs, an electrician, of Notting Hill, sued Philip Greenberg, 
a tailor, also of Notting Hill, for £49 10s., the cost of goods 
sold and work done. 

Plaintiff's case was that he carried out certain wiring at 
defendant's house for lighting purposes, which he estimated 
at £21, but subsequently reduced to £20. Defendant was to 
have four lighting points; there was also an agreement to 
install wiring for heating purposes, to cost £14. Plaintiff com- 
pleted the work on November 14th last and defendant paid him 
£10 on account. The house was connected with the local 
electric supply system, as to which defendant made no com- 
plaint. Witness installed the wiring in steel tubes, which 
was the ordinary way of doing such work. He agreed to put 
the steel tubing down the walls, but not to '' chase " it in the 
walls. He had heard nothing of not having done the work 
in accordance with the requirements of the local electrical 
supply company. | 

An expert gave evidence that plaintiff carried out the work 
properly, and that there was no risk of danger owing to the 
tubing not being ‘‘ chased " or put below the boards of the 
floors. 

Defendant, in his evidence, said his complaint was that 
the work had not been carried out according to_contract. 
Plaintiff promised to put the tubing in the walls and ceilings, 
so that it would not show; otherwise 16 was to be '' chased ” 
so as to be invisible. | 

Judge сому said that he would not say that the manner in 
which plaintiff put in the tubing was unsafe but, in -his 
opinion, it was not according to contract. Не gave judg- 
ment for plaintiff for £35 5s., the amount paid into Court with 
costs up to the time of payment in. The judge added that 
the sum was quite sufficient. 
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COMMERCIAL TRAVELLER'S NOTICE. 


IN the Mayor's and City of London Court, last week, a com- 
mercial traveller named Moscow sued Burstein Isaacs & Co., 
Ltd., City merchants, for £90 damages for wrongful dixinissal. 
Plaintiff was a commercial traveller at £7 a week and commis- 
sion, and after working for three months he was dismissed 
with a week's notice. He claimed that there was a universal 
custom that commercial travellers were entitled to three 
months! notice, and made his claim accordingly. The de- 
fendants said the plaintiff was engaged for three months on 
trial, but that, in any event, he was only entitled to a week's 
notice, which was given him, and that travellers were not 
entitled to three months’ notice. Judge Jackson held that the 
plaintiff was not engaged on trial, and that commercial 
travellers in the City—he cared not what trade they belonged 
to—could not be dismissed on a week's notice simply because 
they were paid their salary weekly. In his view, if there was 
not a universal custom, he held that a reasonable notice for a 
commercial traveller was three months, and therefore he pave 
judgment for the plaintiff for £84 and costs, stating that he 
would facilitate an appeal if the defendants so desired in order 
that the matter might be settled once and for all. 


British THomMsox-Houston Co., Lrbp., в. EMPIRE ELECTRIC 
Lamp Co. 


IN the Chancery Division, on April 7th, Mr. Justice Lawrence 
granted to the plaintiffs an injunction until judgiment—or 
further order—restraining the Empire Electric Lamp Co., of 
Shepherd's Bush, from infringing their letters patent for im- 
provements in leading-in wires in incandescent electric lamps. 
The defendants did not appear. 


REVIEWS. 


Fifty Years of Electricity; the Memoirs of an Electrical 
Engineer. By J. A. Fueminc, D.Sc., F.R.S. Pp. xi+ 
371; figs. 21, 16 plates. London: Wireless Press, Ltd. 
Price 30s. net. 

The fifty years embrace the period from 1870 to 1920, but 
in an introductory chapter the author goes further back, 
eketching brietly the discoveries of workers in the field of 
electricity and magnetism since Volta, and in considerable 
detail the development of telegraphy since Cooke and Wheat- 
stone up to the year 1870. The book is not intended only for 
the professional engineer, but also (and perhaps more во) for 
the person whoin the author characterises as the '' intelligent 
general reader.", In the very first pages he invites this person 
to consider what the position of mankind would be if iron 
were not a magnetic material. The professional man need 
‘not be told what that would imply; he knows what we owe 
to Oersted’s discovery and Faraday's researches, but a lay- 
man could not be expected to realise this. Therefore the author 
tells him. Electric trains and tramways could not function 
because the dynamo could never have been invented. Even 
the service on steam lines would be slow and dangerous for 
want of electric signalling. No electric lighting, heating, 
cooking and ventilation; no transmission of power, no motor 
сагв using magnetos for ignition; no telephones, and, in fact, 
paralysis of social life as we know it now. To bring heme 
to the lay mind the importance of electrical engineering he 
draws a picture of what would be the result if after arduous 
researches of scientific committees it were discovered how iron 
could be made susceptible to magnetisation. It would be an 
intense relief from social disaster, and this shows the layman 
what benefits the electrical engineer has conferred upon the 
human race. 

The author next draws a comparison between the politician 
and the electrical enyineer. Naturally the former comes off 
second best, although politicians are apt to think that their 
services are essential to the community. As a matter of 
historic fact, they have been rather detrimental, as is shown 
by the Electric Lighting Act of 1882 and the political tinker- 
ing which went on for some subsequent years until the Act 
had been cast into some tolerable form free from the worst 
trammels which in the early vears throttled the industry. It 
is this kind of reasoning which the author puts forth to 
justify his book. To quote his own words: ''Tt seemed, 
therefore, possible that some slight service might be rendered 
to the general reader by giving a brief account in popular but 
not inaccurate language, drawn to some extent from the per- 
sonal experience of the writer." In a later chapter the author 
returns to the charge against the politician, and quotes with 
approval Tvndal's statement that it would. be a wholesome 
and natural test to make admission to the House of Commons 
contingent on a knowledge of the principles of natural philo- 
sophv. In the same chapter there are some other suggestions 
bv the author himself ; these will be mentioned at the end of 
this review. 

Turning now to the subiect matter of the book. professional 
men in all branches of electrical engineering will find. some- 
thing to interest them in every chanter. but not to the same 
degree, or rather, not in the same detail. Tt is quite obvious 
that the vast field cannot be covered in the 350 pages of text, 
but in the selection of the parts which are accorded more de- 


tailed treatment the author shows a preference for kinematie 
rather than dynamic engineering. Thus he describes in great 
detail with all the various levers, springs, puwls, stops, gears, 
and mechanism generally (all well illustrated by diagrams and 
plates) a large variety of telegraphs, including the Wheat. 
stone automatic, its puncher, the typewriter perforator of Geli 
and Creed, differential relays, duplex and multiplex working, 
and the various successors of the Hughes printing telegraph, 
which has been treated in detail in the introductory chapter, 
because Invented before 1570. The mass of technical infor- 
mation in Chapter I should satisfy the most exacting tele- 
graphic engineer. We find here not only the instruments 
themselves, but accessory apparatus and the alphabets used 
by different inventors. A list of names must here suttice, 
such as Baudot, Edison, Murray, S. G. Brown, Keurtley, Axe 
Ortling, Muirhead, &c. 

Next the author takes us to submarine telegraphy, and here 
he is not so diffuse, and rightly so, because the romance con- 
nected with Atlantic cables has been told by many writers, 
and comparatively recently in Thompson’s Life of Kelem, 
Still, the author gives us sufficient material to be able to 
appreciate the scientific foresight, pluck, and skill of the men 
who were in that enterprise, whilst charitably refraining from 
any comments on the ill-fated " thunder pump ° which hus 
been the cause of so much financial loss. 

The next 24 pages of this chapter are devoted to telephony, 
not an undue allowance for so great a subject, especially as 
the text not only deals with technicalities, but also with 
various patent litigations and the famous case of the Attornes- 
General v. the Edison Telephone Co. This leaves but «uil 
space for purely technical matters, which, however, 1s utilised 
to the best advantage. Even such recondite subjects as loaded 
lines, phantom circuits, exchanges, both bhand-worked and 
automatic. (of which type we learn there are 29 in use at the 
present time in England) are mentioned and explained, whilst 
the basic fact how articulate speech is reproduced by the 
effect of changes in the strength of an electric current i 
clearly explained by diagrams and oscillograph records. 

In Chapter LL, covering, in the space of 40 pages, dynames, 
alternators, transformers and motors, the author deals with 
these Important matters with disappointing brevity. After 
explaining the magnetisation characteristic the distortion of 
the field by armature current, he deals with the Brush and 
Thomson-Houston are lighting machines, multipolar d.c. ma- 
chines, the Ferranti alternator, the transformer, the modern 
three-phase alternator, and the parallel working of alternators. 
Here there is a curious slip. On p. 42 we are told that if one 
machine lags behind the other by 90 deg. it will be converted 
into a motor and be driven by the other machine. Why 
exactly 90 deg.? Surely a much smaller phase difference 
suffices, whilst a difference of 90 deg. will bring the machines 
perilously near to breaking step. We also get a shert accourt 
of the compensated a.c. series ccnunutator motor and the in- 
duction motor, as developed by Ferraris, Tesla, and Dolive 
Dobrowolsky. Considering that nearly all the power used in 
industry is derived from а.е. machinery, both the expert and 
the intelligent general reader might reasonably lock for à 
somewhat fuller treatment. 

To make up for this we find in Chapter III. a very fu: 
account, both historical and technical, of electric lamps. After 
showing the regulating mechanisins of are lamps and the con- 
struction of the earher incandescent Jamps, the author takes 
us straight away to the modern metallic-filament lamps. and 
explains the process of obtaining a ductile tungsten wire; һе 
shows plates of lamps, fittings, switches, conduits, fusible 
plugs, house distributing boards, &e. | Photometry is not 
omitted, and on page 160 we are introduced to the '' Edisu 
effect," the basic principle of wireless. telephony, which Js 
further treated in a subsequent chapter. 

The domestic use of electricity other than lighting is given 
in Chapter [V, which also contains a good deal of information 
on the important matter of electrice furnaces for industrial pur- 
poses, such as. the manufacture of carborundum and alumi 
nium, the refining of steel, the production of graphitie carbon, 
the fixation of nitrogen by the Birkeland-Eyde process, ami 
even the production of pig iron, but here the author tells us 
that the use of electricity is commercially impossible ите 
the energy can be obtained at a farthing per kWh. Some in 
teresting figures piven by the author may be quoted. Alumi 
nium made before the electric furnace came into use was 
considered a rare metal. The world's production was оп 
three tons a year, and the price £2 165. per łb. In 19 the 
world production had risen to 12.000 tons, and the price had 
fallen to 1s. 10d. per Ib. Since the war, production and price 
have considerably increased. 

In Chapter V we come to electricity supply stations, storage 
batteries, railways, and the transmission of power. The m 
tellivent general reader would have been interested. to learn 
something about the big electricity. schemes which have been 
maturing within the last few vears, and which involve the cen- 
trol of the supply to large districts by electricity. boards, the 
erection of super power stations, the unification of pressure 
and frequency, and the linking-up of electricity works all over 
the country. On these matters the author is unfortunately 
silent. The historv of the first Niagara undertaking is given 
in some detail, and we learn that the original company and 
the three which came into existence later draw no less than 
800.000 h.p. from the falls. Various important works in Swit- 
zerland are also described, including the Beznau-Rhinefelden. 
Engelberg-Lucerne, Kander-Berne, and a Thury station 
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supplying power fran St. Maurice to Lausanne. The author 
next describes some English works, more especially the Green- 
wh, Neasden and Lots Road stations which supply power to 
the London tramways and the “ Underground 7 lines; he then 
gives a short lustorical review of the development of main-line 
elecuitication. Ile expresses no opinion as to the merits of 
rival systems (d.c., and single- and three-phase a.c.), but one 
can hardly agree with hnn when, on pave 204, he says that a 
large amount of railway traction work has been done in Swit- 
arand and Italy with three-phase current and three-phase 
induction motors. As regards Нау, this is correct, but in 
Switzerland there are not many examples, and with the excep- 
uon of. the Simplon, no important lines are worked on this 
комеш, Whilst the electrification of the Gothard line has been 
nade by single-phase with: commutator motors, Which have 
proved so successful on the Loetschberg line. 

Chapter VI is called," Electric ‘Theory and Measurements.”’ 
Que would expect such a subject to be taken at the beginning 
of the book so us to give the general reader some sort of basis 
for What follows. Apart from some elementary text-book 
matter, such as Oersted's discovery and Faraday’s method of 
showing lines of force by iron filings, there is a detailed 
acount of the potentiometer and an explanation of displace- 
ment currents, after which we are Introduced to Hertzian 
waves, the coherer, Röntgen tubes, electrons, speculations as 
te the ether and the theory of relativity, all; of course, in 
the briefest outline. Wireless telegraphy and telephony re- 
ceive, m the next chapter, more ample treatment. As might 
le expected froin the author of "' The Principles of Electric 
Wave Те]едгарһу,”, this chapter is altogether admirable. 
The writer takes us from the first experimental work of Mar- 
ron in. 1595 to the demonstration at the B.A. meeting in 
Dover, when wireless messages passed between Dover and 
Boulogne, and shows how Marconi succeeded by gradual 
development of his system to send, in December, 1901, with 
à 2-h.p. plant, signals from Cornwall to Newfoundland. Then 
follow accounts and explanations of further improvements, 
by which atmospherics were reduced, the range increased, and 
the system made absolutely reliable. The author then ex- 
pliins the next great step, which was the discovery of how 
wodanped waves can be produced, and he describes several 
methods (Duddell and Poulsen arcs, dynamic. machines such 
-as the Alexanderson, Latour, Goldschmidt, and  Marconi's 
-timed spark), and comes finally to his own invention of the 
-Feming valve and its use as an amplifier. This leads to 
Wireless telephony, with which he concludes the chapter. 

All this is well worth careful reading, as 1з also the last 
chapter headed ** Conclusion." Here the author strikes the 
Mine note as in the beginning of the book, namely, ар in- 
atence upon the benefit the world has derived from the 
aboar of the electrical engineer, coupled with an appeal to 
the State to not only refrain from hindering development, but 
actually to assist it by promoting scientific research. Аз 
reyards private research establishments, he contrasts our baek- 
wardness with the great work done by American firms and 
pre-war German firms, but private laboratories expected to 
‘eld immediate results in definite branches of industry are 
not enough. He pleads for general scientific research even if 
the utilisation of discoveries is not immediately in view. 
Hence scientists of recognised ability, by means of State 
stants, should be set free to pursue their investigations with- 
out baving to rely on industrial employment for their liveli- 
hod. or, if at a university, be required to teach anv but a 
mall number of highly-gifted students.—GISBERT КАРР. 


4 Practical. Treatise on Three-phase Induction Motors. By 
LFoNxRD E. Woop. Рр. iv+130; figs. 72. London: The 
Electrical Review, Ltd. Price 6s. 6d. net. 


This tittle book is intended for the guidance of those respon- 
vhe for the installation, maintenance, and repair of three- 
(hae induction motors. The author is clearly a practical man 
ano has gained most of his knowledge in the hard school of 
erence, and, as such, he is well qualified to undertake the 
tek of writing an essentially practical book of this kind. The 
‘pstruction of the induction motor is described in a clear 
ind common-sense way that must be a boon to those practical 
теп in charge of motors who wish to know the whys and 
"herefores without undergoing the ordeal of a regular tech- 
‘wal training. The method of winding three-phase stators 
4nd rotors is explained in simple language and by the aid of 
ғат diagrams. Considerable space is devoted to describing 
‘he several methods of starting squirrel-cage and slip-ring in- 
‘ition motors. and diagrams are given showing the wiring 
‘onnections between the motor, the starter and the supply 
‘ams. Many useful hints are given with regard to tracing 
units and carrying out repairs. The book is well bound, well 
tuted, and profusely illustrated. 

At times the author displavs the defects of his merits in not 
aways being exactly scientifically correct, although he is 
“Save clear in his meaning. The object of this little book, 
however. is not to teach science, but to give practical men a 
wod understanding of the motors in their charge, and, as such, 
“e have nothing but praise for it. The number of men 
‘aged upon the manufacture. maintenance, and repair of 
"duction motors who would benefit bv reading this book is 
ery great, and 16 1s to De regretted that the present high соғ 
"t publishing made it impossible to produce the book to sell 
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‘or less than 6s. 6d. net. 


By Vivian D. Lewes, FE I.C., 
КС.$. Revised by J. B. C. Kensnaw, Л.С, Pp. 
xIV+353; figs. 59. Second Edition. London: Constable 
and Co., 1921. Price 12s. 6d. net. - (t 

In the early days of liquid fuel it was pointed out by W. IT. 

Booth in his " Liquid. Fuel and Its Combustion," that liquid 

fuel could never be anything but a special fuel, to be used 


Liquid and Gascous Fuels. 


to cope economically with the crest of a peak load whose 


endurance or breadth of base was out of all proportion to its 
vertical height on a diagram of current consuniption, 

These views are endorsed in. the book before us, and are 
fully recognised by oil fuel supply companies. It was stated 
twenty years аро by Pooth that the annual oil production of 
the world was only some five per cent. of the coal produe- 
tion. A very recent writer put it at 10 per cent. — In the 
book before us the ratio of coal to oil is put at about one to 
twenty, and of the one of oil only one-third is available as 
fuel. With all the strenuous efforts to find fresh sources of 
oll it seems difficult to keep pace with the rate of exhaustion 
of the present still-flowing wells. The book before us is 
decidedly on the side of the pessimists, and indeed. looks 
to the somewhat speedy combustion of the last ton of coal or 
gallon of oil, and points out in a final chapter how the world 
may soon be driven to find its winter warmth in the sunbeams 
of last month rather than in the age-long stored light and 
heat of the sun in the coal and oil now so rapidly coming 
to an end. | 

The editor of the present edition has introduced matter to 
bring the book up ta date, much of such matter Бети culled 
from lewes's own lectures and writings made subsequent to 
the issue of the first edition. 

The latter few pages of Chapter VIE are, if carefully read 
and pondered over, a veritable encyclopedia of the science of 
combustion, for the reader is brought face to face with the 
Important factor of temperature and the evil effect of ex- 
posure of flame to cold bodies, such as, for example, water- 
cooled boiler plates. The question of temperature is usually 
neglected. The waste gas from the blast furnace comes in 
for very few lines. This is to be regretted. Thwaite, to whose 
efforts the world's recognition of this great power apent is 
due, died in poverty. He was never fairly recognised m this 
country, but his ideas were promptly seized by Germany, and 
this was the last brick which put the “German iron industry 
in the next line to that of the United States, and indirectly 
encouraged Germany to go to war. 


Electrical Transmission of Energy. By W. M. THORNTON, 
D.Se. Pp. xi+116; 49 figs. London : Sir I. Pitman and 
Son. Price 2s. 6d. net. 

This book consists of brief statements of scientitic. facts 


. concerning the transmission of electrical energy. These facts 


are reviewed ш the light of the electronic theory, and there 15 
practically no purely empirical matter in the volume. 

The very wide range of subjects dealt with may be judged 
from the following, which were specially interesting to tho 
reviewer :— 

1. A summary of the properties of the other end of electrons 


- With notes on the nature and shape of electrons. 


2. Faradav's law of electromagnetic induction from the elec- 
tronic standpoint. 

J. The theory of dielectric strength of materials. 

4. Dielectric hysteresis. 

5. Electric waves and impulses. 

6. Breaking of electric circuits. 

All these subjects must appeal to all electrical supply engi- 
neers, even from the most materialistic standpoint, while their 
scientific interest 1s evident. 

The book is by no means one which can be read at a sitting. 
but it should be readily mastered by anyone with a good 
"rounding of electricity and mathematics in the course of wu 
few weeks. 

The author states that the subject matter was originally 
given as а series of informal lectures, and many readers will, 
like the reviewer, envy those who were fortunate enough to 
attend them. 

The book is well printed and bound, and only one error 
(6.367% at the too of p. 24 should read 6.36 x 105) was 
noticed by the reviewer. 

There is a. short bibliography of works on modern electrical 
theory for those who wish to pursue the subject further. 


Wages іп the Electricity Supply Industry.—Sir William 
Mackenzie. K.C., sat as an arbitrator appointed. Бу the 
Minister of Labour at the City Hall. Cardiff. on April 4th, 
to investigate a claim by the emplovers’ side of the South 
Wales and Monmouthshire Joint. Industrial Council. for the 
Electricity Supply Industry for a reduction in the wages of 
skilled and semi-skilled men by 6s. a week, and those of un- 
skilled men bv 4s. Mr. Moxon (chairman of the Newport 
Corporation Electricity Committee) conducted. the case on 
hehalf of the emplovers. and among others present was Mr. 
W. A. Chamen (of the South Wales Power Distribution Co.), 
and Mr. С. С. Morlev New (the Cardiff electrical engineer). 
Mr. J. L. Davis and Mr. F. Quick represented the employés. 
The arbitrator reserved his decision. 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serton-Jones, O'DrgLL AND 
Sikviiens, Cnaricred Patent Agents, J8, Moign Iyoiborn, London, wou, 1. 


1922. 


8,5997. '' Loaded transmission lines." Western Electric Co., Ltd. March 
24th. (United States, June 4th, 1921.) 

8,998. '' Telephone systems." L. Polinkowsky and Western Electric Co., 
Ltd. March 24th. 

B,600. ''Fuse-carriers and connections therefor.” W. J. Markham. 
March 24th. 

8,008. '' High-tension transformers," Е. Hacíely et Cie. Akt. Ges. March 
24th. (Switzerland, July 26th, 1921.) 

8,619. '' Arrangement for maintaining constant the speed of direct-current 


electrical machines." J. Bethenod. March 24th. (France, March 25th, 1921.) 


8,620. ''System for registering telephone calls.” — P. Lavender. || March 
24th. 

8,624. * High-frequency electric generators." Newton Bros. (Derby), Ltd., 
and F. Newton. March 24th. ^ 

8,633. '' Method of magnifying intermittent electric impulses.” H. St. G. 
Anson. March 24th, 

8,639. *'' Electrically-propelled coke trucks."  Electricars, Ltd., and J. P. 
Kemp. March 24th. 

8,646. '' Electric insulators.” W. Н. Eccles. March 25th. 

8,670. ''Electric switches, &c." F. D. Denner and L. J. Lepine. March 
25th. 

8.671. *'' Electric distribution or fuse boards, &c." Н. B. Prentice. March 
25th. 

8,673. ''System of winding electric coils for inductances for radio-tele- 
graphy, &c." T. A. W. Robinson. March 25th. 

8,687. '' Electric time transmitters." C. G. Hayward. March 25th. 

8,710. ''Elcctric signalling systems for railways, &c." Westinghouse 


Brake & Saxby Signal Co., Ltd. (Union Switch & Signal Co.). March 25th. 


8,721. “ Regulation on long-distance transmission lines." А. M. Taylor. 
March 27th. 

8,763. '' Device for transmitting electrical impulses by means -of balls, 
disks, &c." J. Н. Broome. March 27th. 
' 8,765. “ Devices for receiving and transmitting electric. impulses." J. H. 
Broome. March 27th. 

8,769. “Sparking plug." F. Jones. March 27th. 

8,773. ** Overload circuit breakers.” F. Krupp Akt. Ges. March 27th. 
(Germany, April 25th, 1921.) 

8,785. ''Counting and indicating device for telephone calls, &c." W. 


Morell Akt. Ges. March 27th. (Germany, October 17th, 1921.) 


8,787. ''Systems of electrical distribution," Metropolitan-Vickers Electrical 
Co., Ltd. March 27th. (United States, June 3rd, 1921.) 


8,799. '' Telephone systems.” 
(Germany, March 31st, 1921.) 


Siemens & Halske Akt. Ges. March 27th. 


8,807. '' Microphones." E. D. Young. March 27th. 

8,908. “Stand for Rontgen tubes, &c.," Reiniger, Gebbert & Schall Akt. 
Ges. March 27th. (Germany, March 26th, 1921.) 

8,811. '' Multi-filament electric lamps and switches therefor." S. G. 
Barker. March 27th. 

8.813. “ Vibration indicators." — British Thomson-Houston Co., Ltd. (Gen- 


eral Electric Co.). March 27th. 
8.822. '* Short circuiting 
8,824. '' Manufacture of 
March 28th. 


8,825. '* Systems of reception for modulated wave teleygraphy and tele- 


electrical devices." C. F. Kilar. 
silver and clectro-plated goods." 


March 27th. 
E. S. Jones. 


phony.” E. Y. Robinson. March 28th. 

8,830. ‘Sparking clectrode for sparking plugs.” H. S. Hutchison. 
March 28th. 

8,842. '' Electric furnaces. E. Marchesi. March 98th. 


8,848. '' Reversing gears operated 


by clectro-magnetically actuated friction 
clutches." H. T. Boothroyd. 


March 25th. 


8,869. ''Head lamps for motor vehicles." J. C. Morrison. March 28th. 
8,880. “ Self-indicating sparking plug." P. W. Corless. March 28th. 
8,881. '' Electric switches." W. S. Kelly. March. 28th, 

8,887. ''Overload circuit’ breakers." — F. Krupp Akt. Ges. March 28th. 


(Germany, June 20th, 1921.) 


8,890. '' Electric overload protective systems." F. Krupp Akt. Ges. 
March 28th. (Germany, May 26th, 1921.) 

8,899. “Indicating mechanism for printing telegraphs.” | E. E. Kicin- 
schmidt. March 28th. 

5,904. “ Braking systems for dvnamo-electric machines." British Thom- 


March 28th. 


son-Houston Co., Ltd. р Francaise Thomson-Houston). 
to holders.” M. J. 


8,906. * Locking device for securing electric. lamps 
Railing and C. W. Saunders. March 28th. 

BW, 8 Terminal. banks." Coventry Automatic 
Adams). March 28th. 

8.910. “ Machine switching telephone systems.” 
phones, Ltd. (К. C. Arter). March 28th. 

8,914. '' Telephone exchange systems.” 
tern. Electric Co., Inc.). March 28th. 


Telephones, Ltd. (А. Н. 
Coventry Automatic Tele- 


Wesetrn Electric Co., Ltd. (Wes- 


8,915. * Electric motor for pramophones, &c." C. A. Youldon. March 28th. 

8.917. “ Electric signalling system for. railways.“ G. C. Reed. March 
28th. | 

8,941. '' Method of equalising pairs of  self-induction coils for loading 


pupinised four-wire telephone lines." Felten & Guilleaume Carlswerk Akt. 


Ges. March 28th. (Germany, October 22nd, 1921.) 

8,943. “ Telephone systems.” Siemens & Halske Akt. Ges. March 28th. 
(Germany, April 7th, 1921.) 

8.952. “Ignition circuit makers for internal. combustion liquid piston 
prime movers," S. P. Christie, Mareh 29th, 


8,953. '' Three electrode thermionic valves or vacuum tubes," L. J. Rich. 
March 29th. (United States, April 2nd, 1921.) 

8.959. ''Flow meters." У. R. Nicholson, March 29th. 

8,965. '' Electrically-driven. lathes.” V. R. Nicholson. March 29th, 
8,966. '' Accumulators or storage batteries." J. Timms. March 29th. 
8.973. me Devices for wireless telegraphy, &c."' R. W. Robson. March 29th. 

6.979. '' Head lamps of road vehicles." 58. Coxon, P. Ross and F. M. 
Soulsby. March 29th. 

9,005. '' Multiple-way switch for signs, &c." H. Cooper and B. Radley. 
March 29th. 

9.000. ‘ Electrical illuminating machine.” G. A. Walsh and L. T. Walsh. 
March 29th. 

9,021. '' Time switches. А, H. Brackensey and Franco-British Electrical 
Co, Ltd. March 29th. 

9.023. © Metal-flament incandescent lamps." Cosmos Lamp Works, Lid., 
and J. A. Orange. March 2üth, 

9,0632. * Electric converting apparatus," J. E. Calverley and W. E. High- 
field. March 29th. 

9.034. * Hand tools for connecting telephone, &c., wires to insulators.” 
P T. Nielson, March 29th. 

9.063. “* Electricity. meters of the electrolvtic. type.” P. C. Rushen (Sie- 
mens Schuckertwerke). March 29th. 

8.083. '* Electric. spark рар apparatus." P. Davey and H. Kennedy & Co. 
March 29th. ; 

9.044. '' Telephone mufflers." T. S. Scher. March 29th. (United States, 
April 2151, 1921.) 

9.082. ** Thermostat controls." Spencer Thermostat Co. March 29th. 


(United States, April Rth, 1921.) 


9.109, ‘ Electric lamps for cycles, &c." A. J. Rilev. March 30th. 
9.114. '' Electric egg tester." F. L. Heppell. March 30th. 
91%. t Electrice water heaters," G. W. Close and Imperial Engineering 


Со., and W. T. Pearson. March 30th. 


9,125. ‘ Electric ignition apparatus." E. H. Cardwell. March 30th. 
9,133. ‘* Electrolier chains.” W. J. Beaver. March Sth, | 

9.143. ** Intercommunication telephone systems," V. Hutchinson. March 
30th. 


9.154. "'' Electric March 30th. 


and Bartons & Sons, 


2 heaters or stoves.” C. E. Garratt. 
9.159. *' Electric conduit fittings.” R. E. Barton 
Ltd. March 30th. 
9,178. *'' Multiplex printing telegraphy and radio telegraphy.” E. Peruzzi 
and S. Preti. March 30th... (Italy, March 31st, 1921.) 
9,179. *' Electric switches.” Е. J. Holtom and M. J. 


Railing and 1. 
Taylor. March 30th. 


9,180. ‘Speed control of electric motors." A. E. Апроч and M. J. Rak 
ing. March JUth. 

9,210. “ Mounting electrodes or electric discharge points in hulls cf 
ships." James’ Antifouling Appliances, Ltd, and H. Neville and J. B. 


Wilkie. March 30th. 
9,219. © Telephonie 
K. F. Kingwell. 


apparatus.” British Thomson-Houston Co., Lid., ind 


March 30th, 


9.331. '' Electric installations," бос, La Metallurgique Electrique. Maren 
30th. (France, December 28th, 1921.) 

9,238. ‘** Collapsible boxes or cartons for electrice lamps." A. Avis 
March 3lst. " 

9,252. ''Connecior or coupling foe electric cables.” J. Greenhalgh. 
March 3lst. 

9.330. '* Methods. of indicating and recording load. оп weighing machine 


and dynamomcters," H. S. Hele-Shaw. March 3151, 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent. proceedings will be taken. 


1920. 

23249, “ Automatic electric direction indicator for motor vehicles." T. W. 
Bennett. March 24rd, 1921. (176,814.) | 

20,473. “ Rotating field magnet ior high-speed electric machines." M 
Gruber. September lóth, 1919. (151,020.) 

28,116. “| Electro-scopic apparatus. F. A. Johnsen and K. Rabbek. Ft 
ruary loth, 1919. (101,997.) 

28,393. '' Etectric lamp or similar brackets." F. Marpole and V. C. Bond. 
October Sth, 192W. (176,825.) 

26,714. '' Method of cable, signalling.” Е. E. Pernot. and L. J. Rish. 
October llth, 1920. (176,827.) 


29,012. “ Diaphragms and the like for telephone transmitters.” R. L 
Murray and Telephone Manufacturing Со, (1520), Lid. October 13th, Ju 
(176,831.) | | 

Site.“ Electrical wiring systems." M. V. McLoughlin. November oi^, 
1920. (176,83!).) | 

31,618. "© Magneto-electric machines." К. Bosch Akt. Ges. April 2. 
1920. (162,264.) 

44,276. | baeetrie heaters.” С, А. Nardetll April I3th, 1920. (61,9270 

$4,504. “Electric cord conductors." C. E. Carter. December Fih, Er. 
(176,853.) 


32,303. '' Liquid electric controllers and/or starters for electric meters 
A. West & Con Ltd., and А. West. December 15th, 1920. (076,887) 


35,316. *“ Telephone exchange sysiens;" Western. Electric Co., Lid. (West 
ern Electric Co., Ine.) December loth, 1920. (176,889.) ў 

35,346. '' Wireless transmitting stations." H. J. Round. December jonh, 
1920. (176,892.) 


35.337. “ Aerial systems employed in wireless. telegraphy and telephoa ' 
C. 5. Franklin. December. lih, 1920. (Addition to 155330.) (176.593.) 

35,464. Phermionic valves for wireless telegraphy and te;ephons." L. U. 
Preston, B. Hodgson, and T. E. Goldup. December 16th, 1920. (170,995) 

35.639. “ Electric resistance material and methods. of nrinulacturing t 
same.” British Thomson-Houston Co., Ltd. (General Electrice Со.). Dew- 
ber 18th, 1920. (176,905.) 

35,038. “Selector switches for automatice telephone уеп” Wener 
Electric Co., Ltd. (Western. Electric Co, Ine) December 22nd, 17? 
(176,911.) | 

1921. 

46]. '' Electric relays.” М. W. McLachlan. January Sth, 1921. (170007 

1,228. *' welf-induction. coil couples tor loading duplex. telephone systems 
operating оп the Pupin principle." Felten & Guillesuine Cariswerke АМ. 
Ges. January Упа, 1920. (157.316.) 


1.396. ** Machine for providing cables with a loop or 
ping the cables." Ө. E. Edstrom. January 10th, 1921. 


eve and for wrep 
076,943.) 


1,4021. ''.Mternatingaurrent electric motors," British Fhomson-llcust: 
Co. Ltd. September Vth, 1914. 157,720.) 
2970. “ Cable clamp." R. Zollner. January 17ih, 1921]. — (176.962. 


switches or cut-outs.” A. H. C t 
Garrard and W. Wilson. January 25th, 1921. 176,978.) 
3.209. '' Impulse. transmitiers." Automatic ‘Telephone 


Ltd. February 13th, 1920. (158,R26.) 


3.0509.  '' Electro-magnetic Railing, 


Manufacturing б. 


3,579. '' Battery cell covers.“ R. M. Jones. January 2901, 1921. (div 

4.195. '* Electrically-heated cooking ranges." Metropolitan-Vickers Кее 
trical Co.. Ltd. March Ist, 1920, (159,872.) i 

5.235. ‘Electric light pendants." H. M. Burr, J E. Barbec acd М.Г. 
Merry. February l5th, 1021]. (Cognate applicition. 16.400 213 (1077 008) 

5.348. “ Electrical regulators," Egranie Electric Co. Lad (Сото 
Manufacturing Co.). February loth, 1921. 177.009.) 

30.627. '' Eleetro-mech^nical pocket lamp." Мос. Blot Garnier & Cher 


July 24th, 1920. (167,141.) 
5,674. “ Charging boards for electric accumulators. С, E. r. 
February (9th, IRI. (177.0106.) | 


6 TH А 


6,158.“ Alternating electric current еїгсці.9 comprising «етед E M 
Dorey. February 28rd, 1921. (177,Ө24.) 
6,381. *' Electric lamps for use on motor vh les, С, 1, Матти 


Co., Ltd. and E. А. Watson. February 25th, T921. 77,026.) i 


7007. “ Head пан for automobiles and the ИКС” Р. V. Nerea 
March 8th, 1020. (15:4, 835.) 
7.293," Elecirical relay devices," Metropolitan: Vickers. Etcetrie Cc L |. 


Мах 4th, 1920. (163.027 Y 


7.449. “Truck type electric «wiichboards;" Johrson & Phillips, Lid. ds 
Н. Bailey. March 8th, 1921. (177 O44.) Ке 
8.096. '' Apparatus for production of X-rays," E. E. Greville and F. Wid 
Read. Murch 15th, 1921. (077.055) | 
R981. tt Starting devices for electric motors. British. Phomsen-Heus 15 


Co.. Ltd., and J. Sugden, 
12,187. 
(177 082.) ore 
14.790. ** Chanite-over. apnaratus for operating electric illy-propels! vo ln 
with different voltages.” Aki. Ges. Brown, Boveri et Cie, May 2v Де 
(163,998 ) о; 
15.324. “ Apparatus for propelling conveyor treeks with electric de p 
Siemens Schuckertwerke Ges. June 2nd, TRO. OBLINA 


March 23rd. 
Electric terininal couplings. 


1921. (177.060.) 


W. J. Pohblank. April 2h. els 


16.7360. ** Flectrie bed warmer," Dr. Н. Guype nbuhl. Sep mh v "n 
1920, (168,R56.) 


16.738. “ Rotary high-tension electrical machines with eil bath.” К. 


Kando. June 10th, 1918. (165.046.) 
25,248. ''Process. for electrical gas purification.” 


Lodge Fume Co. [54 
(Metallbank und Metallurgische Сй, September 23rd. 121. 


(177.117 


- ` . . ` * ` M 
95284. ''Fleetrie switches." H. Spengler et Е. Chenu. September =" ‚| 

1920. (169.450) M 
7.074. “Stand for electric irons.“ W. Hodgson. Octoher 28:5, 1" 


(170,544.) 
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NEW RAILWAY RATES FOR 
ELECTRICAL GOODS. 


For some time past the Railway Rates Advisory Com- 
mittee of the Ministry of Transport has been con- 
sidering the new railway rates classification proposed 
by the railway companies, and has been hear- 
ing objections by various traders concerning par- 
ticular classes of goods. The present position is 
that under the existing classification goods are divided 
into eight classes (leaving out of consideration excep- 
tional rates in special cases), and the railway companies 
now propose that there should be 20 classes, class 1 being 
the lowest rate, and the rates increasing as the numbers 
progress. The question of the general classification of 
machines and machinery has been before the Committee, 
and after careful consideration it has been decided that 
machines and machinery should be charged at the class 
12, 14, and 16 rates, z.e., class 16 for consignments of 
less than two tons, class 14 for consignments between 
two and five tons, and class 12 for consignments of more 
than five tons. This leaves it open for objections to be 
made in respect of particular goods. 

During the hearing of a number of objections on 
Thursday, April 6th, Mr. Frank Broadbent, of the 
British Electrical and Allied Manufacturers’ Associa- 
tion, brought up the question of ironclad switchgear 
and meters for electric lighting and power. In the first 


place, with regard to the switchgear, he asked for con- 


cessions with regard to packing. With the development 
of the trade, he said, various descriptions had crept into 
the classification which were causing considerable con- 
fusion between railway companies and traders. The 
B.E.A.M.A. considered it was time for grouping cer- 
tain tvpes of articles under the one generic heading of 
ironclad switchgear. Owing to the increased pressures 
now employed, and the very severe conditions imposed 
upon the electrical trade by insurance companies, the 
Home Office and the Board of Trade, switchgear to-day 
was very much more robust than when first classified. 
This branch of the industry had grown tremendously of 
lato vears, and the Association had collected data from 


the principal manufacturers, over a period of 12 months, 


which showed that the traffic in ironclad switchgear dur- 
ing that period was 15,752 tons. The average rate per 
ton was £3, making a total of £47,256 paid in carriage. 
The claims on that amount of switchgear were only 
£504, or 1 per cent. of the amount paid in carriage, 
and the bulk of the goods were carefully packed. 

Switehgear provided good loading, up to four or five 
tons per truck, and the traffic was of a regular charac- 
ter. "The Association suggested that there should be an 
entry in the new classification for ‘‘ ironclad switchgear, 
with or without meters, class 18." The shipping com- 
panies had agreed to class switchgear for use in con- 
nection with dynamos and motors, as electrical ma- 
chinery. Therefore, the Association would have been 
justified in claiming the machinery rates for switchgear 
from the railway companics. Mr. Broadbent explained 
that non-recording meters to-day were carried at class 3 
rates, equal to class 18 in the new classification, and 
recording meters at the present class 4 rate. The 
trouble was that when a switch was sent with recording 
meters—ironclad switchgear was at present in class 3— 
it would have to be sent at a higher rate. 

Mr. РїкЕ, representing the railway companies, said 
that apparently they were asked to include meters with 
ironclad switchgear. He pointed out that meters were 
delicate pieces of machinery. and it was not reasonable 
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that they should be included with switchgear, which was 
less damageable. i 

When dealing with meters, Mr. Broadbent said the 
trade suffered severely from American and Continental 
competition. The Association had obtained informa- 
tion from ten of its members who specialised in meters, 
and had found that in twelve months 740,000 instru- 
ments had been sent, representing a tonnage of 3,100, 
including packing. The average rate was £3 per ton, 
making £9,300 paid in carriage. Owing to the very 
efficient methods of packing, the claims for damages on 
that amount did not exceed 250, ог about half of 1 per 
cent. of the freight cost. The railw ay companies pro- 
posed that meters should be in classes 19 апа 20 in 


the new classification, for the non-recording and record-. 


ing types respectively. This represented an increase on 
the present rates, and he contended that the rates 
should not be raised. He handed to the chairman a 
number of meters to show that they were quite strong, 
and not very liable to damage. Mr. Pike said that the 
meters were first put into class 3 of the present classifi- 
cation because they were unclassified. 
had applied to the Board of Trade, which had put them 
into class 4, the entry being ‘‘ Electrical Instruments for 
Electric Lighting and Power." The railway companies 
had asked for class D. | | 

The Committee said that the classification should be 
maintained in both cases. Switchgear, ironclad, sent 
without meters, should be at the rate proposed by the 
railway companies, but with meters it should go at a 
higher rate, as proposed by the railway companies. 
With regard to the meters themselves, these should be in 
classes 18 and 19 for non- -recording and recording 
respectively, and not 19 and 20, as proposed by the 
railway companies. 


AT a private conference of certain of 
the London Municipal Councils held on 
April 7th, to deal with some points on 
which they are in opposition to the 
draft scheme of the Electricity Com- 
‘missioners for a Joint Electricity Authority for London, 
one of the items to be dealt with was an alleged 
ignoring of .the claim for Labour representation. 

The view of the Electricity Commissioners, if we may 
judge by the schemes already issued, is that Labour 
representation is not to be included in any of them. In 
coming to this decision we think the Commissioners are 
not only sound on questions of policy, but also have the 
law on their side. ‘Taking the latter point first, the 
Electricity (Supply) Act, 1919, does not provide for any 
representation of Labour on Joint Electricity Authori- 
ties. . That this omission is intentional will be seen by 
the history of the Act; the original Electricity (Supply) 
Bill, when it was brought from the Commons on Novem- 
ber 27th, 1919, included the formation of Joint Elec- 
tricity Authorities as an alternative to the formation of 
District Electricity Boards. 
District Electricity Board included specifically the re- 
presentation of ''labour'!'; but the constitution of the 
Joint Electricity Authority did mot do so, and the 
clause remained unaltered when the Bill became law in 
1919. .The reason for excluding Labour from the J.E.A.’s 
is obvious. · The District Boards were compulsory 
bodies with compulsory powers, whereas the J.E.A.'s 
üre merely bodies formed by the voluntary co-operation 


Representation 
of Labour 
on. J.E.A.'s. 


of undertakers and others interested, a quite radical 


difference. It seems indisputable, therefore, that 
Labour was designedly omitted from the constitution 
of Joint Electricity Authorities. When the Bill came 
into the House of Lords at the end of 1919 the Dis- 
trict Boards were entirely struck out, and only the 
J.E.A.’s remained, so all title of Labour to any repre- 
sentation entirely disappeared. Coming to the actual 
clause as it stands in the Act of 1919, the only possible 
words under which Labour could claim to squeeze in 
are a reference to the representation of ‘‘ other inter- 
ests,” but no one, we think, could possibly read this as 
meaning Labour, especially in view of the history of 


. The companies. 


"The constitution of the 


the original Bill. "We think, therefore, that the Electri- 
city Commissioners are perfectly right, from the legal 
point of view, in including no representation of Labour. 

As to the side of policy and fairness, when the Electri- 
city Bill was first being drafted in the early part of 
1919, there was no National Industrial Council in exist- 
ence. lt came into being, it will be remembered, in 
May, 1919, and thereafter District Councils were set 
up, and during the year a full scheme covering the 
whole of the industry was brought into operation. lt 
was agreed by the Trade Union side that this system of 
Whitley Councils should deal with the whole of the 
interests of Labour throughout the industry, and it has 
in fact done so ever since that time. Whatever justifi- 
cation, therefore, there might have been for the inclu. 
sion of Labour when the Bill was first drafted has now 
entirely disappeared. There is no reason at all for 
bringing up the matter again, since if there is any point 
on which Labour is dissatified with the present arrange- 
ments, the proper course is to modify the existing ma- 
chinery of the Whitley Councils. Representation oí 
Labour on a J.E.A. would obviously be an anomaly, and 
would not harmonise in any sense with the existing 
Whitley Council arrangements.  Altogether, therefore, 
we think that the Commissioners are wise in not enter- 
taining any proposal for Labour representation, either 
direct or indirect. 


Tue Electricity (Supply) Bil has 

Тһе Electricity now passed through the House of Lords, 
(Supply) Bill. and will, it is presumed, in a short 
time have to run the gauntlet of the 

House of Commons. ln the interim, we take it, the 
varlous parties interested in the Bill will be decidiug 
their policy for the Commons. It is to be hoped, how- 
ever, that we have seen the last of the merely blockiny 
tactics and that any amendments now put forward in 
the House of Commons will be only those which will 
directly benefit. either the electricity supply under- 
takings themselves or else the Joint Authorities, and not 
be merely covert attacks on the principle of the Bill. 


As the Bill now stands, certain sections of the industry. 


have indubitably a good deal to congratulate themselves 
upon—the power companies have obtained very import- 


‘ant concessions and a modification in their favour of 


the existing Act, with the result that they are delivered 


from the menace which they have always feared in the 


shape of possible competition by a Joint Electricity 
Authority. Electricity supply companies have a valu- 
able asset in the clause which empowers the Electricity 
Commissioners by an Order to grant extension of tenure 
under certain conditions, which is obviously a matter 
of most important consideration. Then, as to a gain 
by local authorities, these are now placed in the same 
position as companies with regard to being able to 
obtain revision of prices charged to consumers. Fur- 
ther, the period of revision for all undertakers has now 
been reduced from five years to three years, and 4 
disability has been removed from certain companies 
which had not the power to apply for such revision 
owing to the early date of their Orders, and so forth. 
Then there is the power of Joint Authorities to lease 
their undertakings to authorised undertakers, and 
vice versá. Finally, the Joint Electricity Authorities 
will have financial powers and be able to function, and. 
for the benefit of those who felt qualms about the finan- 
cing, there are certain safeguards added. 

Altogether, therefore, there are some very material 
gains to the industry in the Bill. Broadly, it would 
look as though those interested would be well advised to 
take the line of safeguarding what they had already 
obtained rather than again to raise the question of 
principles as in the House of Lords. One must antici- 
pate a certain amount of free-lance criticism of the Bill 
when it comes to the Commons, but the more disputant: 
there are in the mélée the more likelihood there is, per- 
haps, for some of the substantial gains to be lost on this 
last round ; so those who are fairly satisfied with the Bill 
should think twice before creating anything like all- 
round opposition and an extended attack. 
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EXTENSIONS AT STOKE-ON-TRENT ELECTRICITY WORKS. 


Wuen the Pottery towns were federated in 1910 and 
their electricity supply was brought under common 
management, the borough electrical engineer of Hanley, 
Mr. C. H. Yeaman, found himself in charge of 4 iealey 
of systems operating at different voltages. The three- 
wire d.c. system was used at Burslem (220/440 volts), 
Stoke (240/480 volts), and Longton (230/460 volts), and 
single-phase a.c, at Hanley (100, 200, 400, and 2,000 


- 


" adopted. 


1921; the whole of the moving blading, as well as the fixed 
blading in the velocity stage, is of 5 per cent. nickel 
steel machined from the solid. In addition to the usual 
governors, forced lubrication, &c., an interesting fea- 
ture of the plant is the system of feed-water heating 
The arrangement of the feed-heater is shown 
in fig. 4; steam is diverted from the turbine at a pres- 
sure corresponding to a vacuum of about 20 inches, to- 
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Ев. 1.—StTokKr-ON-TRENT POWER STATION : TURBINE-ROOM. 


volts, 100 cycles). Obviously unification on modern 
lines was called for, and it was decided to extend at 
Hanley with three-phase extra-high-pressure plant of 
3,000-kW capacity, which was set at work in 1913; 


supply in bulk was given to sub-stations at the various | 


centres, and supplemented by the 
local steam plant during heavy 
loads. 

The increased demand for power 
due to the war necessitated additions 
to the generating plant, and the 
work was put in hand in 1917, a 
3,000-kW turbine being started up 
in March, 1919; but in October, 
1918, the Corporation, on the advice 
of Sir John Snell, had decided to: 
adopt Mr. Yeaman's recommenda- $ 
tion to install additional plant, and | 
a second 3,000-kW set has been put 
into service, the inaugural ceremony 
taking place on March 30th. Two 
three-phase - turbo-generators of 
1,000 KW each are also about to be 
started in the Burslem and Stoke 
sub-works, in place of old d.c. sets 
aggregating 300 kW. 

The new 3,000-kW 
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turbo-alter- 


nator, together with the condensing plant and 
switchgear, was built by the Metropolitan-Vickers 
Electrical Co., Ltd.; it generates three-phase cur- 


rent at 514 cycles per. second, 6,000/6,600 volts. The 
turbine is of the Metropolitan-Vickers Rateau high-pres- 
sure impulse type, which was described in the ELEC- 
TRICAL Review of April 30th, 1920, and April 15th, 


gether with leakage steam from the turbine glands, &с., 
and raises the temperature of the feed-water to about 
150 deg. F. in the heater, which is practically an 
auxiliary condenser. Tests made by Mr. W. M. Selvey 
on the first 3,000-kW set showed that the effeet on the 


Юа. 2.—METROPOLITAN-VICKERS 3,000-KW SET. 


efficiency of the whole set of by-passing out 5.6 per cent. 
of the steam at a low pressure was extremely small, and 
the heat gained by the feed water, raised 54.8 deg. F. 
in temperature, represented an improvement of.about 
1.4 per cent. in the total heat consumption. © 
The turbine works with steam at a gauge pressure of 
170 lb. per sq. in. at the stop valve, superheated by 200. 
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deg. К., the circulating water being at 80 deg. F. 
In the tests above mentioned, the corrected steam con- 
sumption was 12.98 Ib. рег kWh, with the feed heater 
in operation, and 12.96 lb. without it, at full load. 

The condensing plant is of the Metropolitan-Vickers 
Leblanc surface type, the auxiliaries being driven by 
Metropolitan-Vickers induction motors. The con- 
densers for the two 3,000-kW sets are provided with 
Mather & Platt circulating water pumps driven by 
110-b.h.p. 1,000-r.p.m. motors. The main air and 
condensate extraction equipment 
consists of a Leblanc rotary valve- 
less drv-air pump coupled to a 
centrifugal condensate extraction 
pump, the two being driven by a 
28-b.h.p., 1,900-r.pm. motor. Ап 
additional equipment, consisting of 
à steam-operated air ejector and a 
centrifugal condensate extraction 
pump, has been installed, and a Lea 
recorder is provided. 

The alternator is of the Metro- 
politan-Vickers turbo-type with self- 
ventilated stator and rotor. The 
latter is machined from a solid steel 
forging. The exciter is of the 
radial-commutator type. 

The boilers are of the Stirling five- 
drum type, eight in number, of 
which the last three form part of the 
new extensions, and have a rated 
output of 31,600 lb. of steam per 
hour, the heating surface being 
8,982 sq. ft. and the superheating 
surface 820 sq. ft. The mechanical 
stokers are of the Underfeed Co.'s make. No econo- 
misers are provided. ‘The chimneys are of steel, 90 ft. 
high from the firing-floor level. | | 

The switchgear, which is illustrated in fig. 3, 1s an 
extension of the system installed in 1913, and was 
supplied by the Metropolitan-Vickers Electrical Co. ; 
it is of the cubicle type, with oil circuit-breakers o1 1ш- 
proved design. The generators are provided with the 
Merz-Price balanced potential system of protection and 
automatic field-breaking apparatus. 
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Ето. 4.—ARRANGEMENT OF FEED HEATER. | 

There are four cooling towers, built by the Davenport 
Engineering Co., Ltd., of the natural-draught type, the 
last two forming part of the extensions; these are to- 
gether capable of dealing with 400,000 gallons per hour. 

The coal convevors and elevators were supplied by 
the New Convevor Co., Ltd. Coal is brought io the 
power station by three electric automatic end-tipping 
vehicles, two of the Edison and one of the Orwell type. 
Ash is removed by trucks on rails, installed by Messrs. 
Matthews & Yates. The boiler feed pumps were sup- 


plied by the British Electric Plant Co., Ltd., and Messrs. 
G. & J. Weir, Ltd., and the piping by Messrs. Aiton 
and Co., Ltd. 

The extra-high-pressure mains are of Messrs. Cal. 
lender's make, paper-insulated, lead-sheathed and 
armoured, and are laid in stoneware troughs filled with 
compound. The new Stoke and Burslem feeders are of 
the split-conductor type. A motor-generator of 500 kW 
has been installed in the central power house by the 
English. Electric €o., Ltd. 


Iia. 3.—MaiN SWITCHBOARD. 


According to the statistical returns of the Electricity 
Commissioners for 1920-21, the Hanley power station 
ranked fifth in order of merit out of 114 generating 
stations of 5 to 15 million kWh output per annum, and 
the maximuin peak load was 6,185 kW. The coal con- 
sumption was 2.74 lb. per unit generated. 

The new 3,000-kW set, with three boilers and auxili- 
aries, in 1918 was estimated to cost £102,000, as com- 
pared with an estimated cost of £33,000 in 1916 for the 
previous 3,000-kW set and two boilers, &c. 

The two 1,000-kW turbo-generators installed at 
Burslem and Stoke sub-works were ordered in 1920 
from the English Electric Co., Ltd., and run at 3,000 
r.p.m.; а 1,000-kW rotary converter at Burslem and 
a 1,000-kW motor converter at Stoke are included in the 
extension scheme, which will be conipleted in the summer. 
The undertaking as a whole will then have a net 
capacity of some 8,000 kW. Authority has been ob- 
tained for a further extension of 5,000 kW, for which 
the plarfs are being prepared. 


Smoke Abatement in Leeds.— Smoke Abatement Com- 
mittee has been formed at leeds, comprising the Health Com- 
mittee and representatives of the Electricity and Gas De- 
partments, and manufacturers and business men have been co- 
opted. The first meeting was held on April 6th, under 
the chairmanship, of Dr. С. Н. Moorhouse, when a plan of 
campaign was considered, both as to industrial and domestic 
smoke. In view of the decline of smoke during the summer 
it was felt that this was not the best time to take public 
action, but a small committee was appointed to prepare plans 
for a series of lectures and other forms of publicity, to start 
next autumn, to which firemen and stokers of industrial 
works would be specially invited. It was resolved that certi- 
ficates should be given at the end of a course in practical 
fuel economy and fuel chemistry. ‘The public side of the 
question, it was decided, should be dealt with by general 
propaganda and meetings and through trade unions, urging the 
public to use electric and gas heating. 

A Luxemburg Electrical Scheme.—It is reported from 
Luxemburg that a group headed by the Banque Centrale de 
Bruxelles has submitted to the Government of the Grand 
Duchy a scheme for the general electrification of Luxemburg. 
The project comprises the provision of light and power for all 
the towns. the supply of gas in the city of Tarxemburg. the 
working of tramways. the conversion of the local railways to 
electric. traction, &c. 


FN a a Ne A OR | 


Vol. 90. No. 2,317, APRIL 21, 1922.] 


THE ELECTRICAL REVIEW. 


THE MANGNALL-IRVING THRUST-BORER. 


An Improved Method of Cable Laying. 


Tug object of the machine described below is to eliminate 
trenching and tunnelling and the consequent heavy 
cost and inconvenience involved by those operations when 
laying pipes, cables, &c., either under the streets in 
towns or in the open country. The method employed 
is to bore horizontal holes through the ground below the 
surface, between pits sunk at the required distance 
apart; there is no cutting action and consequently no 
spoil, the hole being bored by the displacement and 
compression of the surrounding earth. This system 


ADJUSTING SCREW 


SIGHTING TUBE 
PEGS 


SECTION iLOORING АТ FRONT FACTI 


BORER CARRIAGE 


Fic. l.—Tu5r Tarust BORER IN POSITION. 


should be extremely useful, as it enables, for example, 
a cable to be laid across a street without disturbing its 
surface; it thus obviates the necessity to obtain permis- 
sion to break open the roadway for cable-laying pur- 
poses. 

Many types of machines are made by the Hydraulic 
Engineering Co., Ltd., of Chester. The largest engine- 
driven one is capable of boring holes to accommodate 
stoneware pipes up to 12 in. internal diameter, but it 
shóuld be pointed out that holes of this size can only 
be made in pure clay, or some other very plastic ma- 
terial, on account of the large amount of earth that has 
to he displaced. Then, again, engine-driven machines 
to bore 4- and 6-in. holes at an overall speed of 300 ft. 
per hour can make borings very accurately for a distance 
of 150 ft., and possess ample power in the withdrawal 
gear to enable heavy cables to be pulled back through 
the completed bore. 

As previously mentioned, the action is not a real 
boring process, for the head does not rotate, the hole 
being formed by the displacement of the earth sur- 
rounding the head. The latter is of a special form, and 
is advanced against one wall of a pit sunk in the 
ground, the force being derived from a hydraulic 
cylinder, the reaction of which is taken up against the 
opposite wall of the pit. The large power-driven ma- 
chines derive their supply of hydraulic energy from 
pumps driven by a prime mover—say, an 8-h.p. petrol 
engine. But a series of smaller and more portable 
appliances has been produced, for which the hydraulic 
power is obtained by means of hand-operated pumps. 


It should be made clear that quite unlike the larger 
machines the small sets can undertake, on account of 
their special proportions, borings in much harder 
ground than hard clay; in fact, practically all classes 
of “‘made’’ ground can be dealt with, excluding, of 
course, rock, chalk, large stones, brick footings, con- 
crete, &c. The hand-operated sets are primarily made 
for short borings and are so arranged that a greater 
ground displacement load per sq. in. of boring face 
can be applied than with the larger machines. The 
small sets are primarily suitable for 
ri short borings for service work, street 
crossings, «с. Should the ground 
appear to be too hard, large holes 
are bored by piercing initially a 
small one and then enlarging it in 
one or more subsequent operations to 
the final size. The nominal range, 
or length of hole bored, in one 
setting by the machines can, of 
course, be exceeded when working in 
suitable ground. 

The smallest appliance requires а 
pit 4 ft. long by 2 ft. wide; its ram 
stroke is 3 ft., and the sizes of 
boring heads are 12, 24, and 3 in. 
diameter. Its over-all speed is 
about 60 ft. per hour, and its 
nominal range 40 ft. 

The diagrams in fig. 1 illustrate 
the thrust borer in its pit ready for 
operation. For the purpose of 
aligning the appliance on the point 
in the receiving pit at which it is 
desired that the bore shall terminate, 
a target rod is erected over the mid 
point of the front edge of the receiv- 
ing pit. The borer is then slung by 
Wires from two suspension frames 
placed across the mouth of the bor- 
ing pit and is roughly aligned on 
the receiving pit by altering the 
positions of the suspension frames and adjusting the 
lengths of the wires. The borer is next fixed in position 
by screwing out the back and front plates against the 
rear and front faces of the pit. The accurate align- 
ment is then effected by applying two sighting tubes to 
pegs provided on the hydraulic cylinder and sighting 
along the tops of these tubes on to a bar placed at a 


BACKING PLATE 


JBORING PIT 


Fia. 2.—DRAWING CABLE INTO HOLE. 


known height on the target rod at the receiving pit. 
Тһе necessary horizontal and vertical adjustment is 
effected by screws connecting the hydraulic cylinder to 
the carriage that extends between the front and back 
plates. | 

Actual boring is begun by advancing the conical- 
pointed rod into the ground for the full length of the 
stroke of the cylinder. The hydraulic piston is then 
run back, leaving the pilot bar in the ground, and on to 
its projecting rear end is slipped the full-sized cone- 
shaped boring head to be used. Into the head is 
screwed a tube, the other end of which is connected to 
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the hydraulic piston, and thus forms the piston rod 
for the next stroke, an additional length of tube being 
screwed on for each succeeding stroke until the pilot, 
followed by the boring head, emerges in the receiving 
pit. 

To permit the withdrawal of the tubing, after the 
pilot and boring head have been uncoupled, to be done 
by power, the hydraulic cylinder is swung vertically up- 
yards through 90 deg. (fig. 3), and fitted with a with- 
drawal ram, over which a rope may be led to the end 
of the last-inserted length of tubing, and a flexible 
cable or lead pipe may be drawn through the hole during 
the withdrawal operation, as illustrated in fig. 2. 
Alternatively, if a steel or iron pipe is to be accommo- 
dated in the bored hole, the pipe itself may be used as 
the piston rod and left in the hole, dispensing with 
the withdrawal operation, and thus boring the hole and 
laying the pipe in one operation. 

Naturally, when making borings across streets in 
towns great care must be taken to avoid any buried 
pipes, cables, &c. An earthenware pipe would be broken 
if encountered by the boring head, but it is extremely 
unlikely that an electric cable or metal pipe would be 
damaged in апу way. If in doubt, it is advisable to 
sink the boring pits a little deeper so as to make quite 
sure of being below the service obstacles. The photo- 
graph reproduced in fig. 4 is of a water service lead pipe 
being laid across a tar-macadam road in Rochdale, the 
eround being composed of dry sand and flints, and the 
range about 25 ft. The machine, which is in constant 
use in Rochdale by both the water and electricity de- 
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Fic. 3.—WrtTHDRAWAL OF BoniNa TUBES. 


partments, is slightly smaller than the present standard 
(type B2) for this work, and is making a saving of from 
£6 to £10 per boring. 

[t was recently found necessary to lay an extra 
steel-tape armoured Callender's feeder cable from 
station at one end of the Hydraulic Engineering Сб, 8 
works at Chester to a point near the main entrance. 
The only route possible for the cable lay across heavily- 
conereted ground covered with setts, with a railway at 
Apart from the heavy cost of cutting through 


31-in. 


asub- 


one point. 


this, it was undesirable from the point of view of greatly 
handicapping traffic inside the works. The electrical 
engineer of Chester accordingly had the work carried 
out by thrust-boring. The works yard is of consider- 
able age, and many existing pipes, brick-wall footings, 
&c., had to be avoided in boring, and the nature of 
the ground varied considerably from clay to water- 
logged ‘“‘ made’’ ground, А 5-in, hole was cut through 
in three lengths of about 50 ft. each, and the cable was 
drawn through the borings without difficulty. 


as 
AT ж. 
^ owow 


е од 


Fic. 5.— ELECTRIC CABLE Draws 
THROUGH THRUST BORE. 


Еа. 4.— LAYING LEAD 
WATER PIPE. 


Fig. 5 is a reproduction of a photograph that shows 
the cable entering the trench after having passed through: 
the bore; the whitewash is still on the cable, and the 
veneral good condition of the fabric indicates the ease 
with which the cable passed through the bore. Each 
successive boring was made at a slight angle to the 
previous boring, thus forming the arc of a circle, and 
even this did not cause any scouring action on the bore 
when pulling the cable through. 

The Post Office Engineering Department has employed 
the method to bore a number of closely adjacent holes 
for telephone cables beneath the Channel Sea River at 
Stratford, London. 
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MUNICIPAL ELECTRICITY WORKS COSTS. 


COMPLETE WEEKLY REPORT. 


Bx ‘“ INTERESTED.” 


WEN preparing a weekly statement of costs for a muni- 
cipal electricity supply undertaking, a certain difficulty 
is experienced in devising a method for including such 
items as establishment, overhead, and capital charges. 
Often establishment charges, ascertained in the usual 
manner, say, monthly, can be apportioned to tlie 
numerous headings week by week on a percentage basis 
calculated upon wages only or wages and material con 
bined. ‘“‘ Overheads,” however, do not fit into such an 
arrangement quite so well, as the variation of output al 
different times of the year would seem unnecessarily to 
burden the costs during summer time, and. unduly 
favour the cost per unit figure shown during times of 
heavy load. By making due allowance for the varying 
output and apportioning these charges according there- 
to. one can arrive at a certain sum per month, adjust- 
able from time to time, as may, prove necessary. Pro- 
portions ean then be allocated weekly to the cost reports. 
Capital charges may be obtained from the annual esti- 
mates, likewise adjusted in corresponding | manner 
should fresh capital be taken up or the output fall much 
below, or exceed the estimate, and caleulated at the rate 


per unit. 
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WORKS COST REPORT. 


Week ending...... ООС 192 


Cost per unit 
metered. 


Section Totals 
£ s. d. s ion: 
gu. Bed чан E dee] 
| | 
(seuerat ion. | | 
Coal... m "e | 
Carting is ТЕ | | 
Waves юз T | E" 
Standing charges.. | | 
Sundries... T | 
Oil, waste. «c. "T | | | 


*Sy1wureg 


Repairs & Maintenance. 
Engines sis 
Boilers PE "ME, 
Plant 
Buildings ... us 
Standing charyes... 
Sundries 


Distrilution. 
sub-stations 
Mains 
Consumers ... TM 
Standing char:es ... 
Sundries... TTE 


Management. | 
Chief engineers „= 
Otfice staff ... jet | 
Town Hall.. | 
Pablicity & collection 


Ovarhead charges. 
Rents. rates, taxes. | 
insurance. Же. | 


Special Items. | | 
Ntation з pus | | 
Mains | 

Totals ... an | | 

Cup'tal Charges, 

Depreciation | 


Grand totals ... | 


] 
| 
| i 


——— E or umm und 
Hire. trading account. | | | | | 

and public lighting j | | EE 
Units to mains from works. This year |o Den year, Daite yesan 

| | 
Present week ... ; | 
Last week 
Соко ОТЕК. сеооа ве Sexe’ РЕТ 


Herewith is shown а form I have seen used for pre- 
senting a weekly costs summary, with provision made 
for inclusion of the above-mentioned items, and although 
it does not claim to show exactly a complete cost, it cer- 
tainly does come very near that ideal, and serves more 
than one useful purpose. Provision is made for spread- 
ine establishment charges on a percentage basis over the 
various sub-headings shown; in this particular case 
being based on wages only.’ Standing overheads are 
included as separate items under each heading, and are 
hased upon adjusted monthly estimates. 

Another sub-heading under each of the ‘heads ’’ is 
‘Sundry Accounts," for such charges as repairs exe- 
cuted by contractors, &c. The right-hand side of the 
form is reserved for remarks by the costs clerk, who there 
centers notes explaining the cause for any appreciable 
increase shown. А copy is passed to the engineer and 
lis three or four chief assistants, thus all are made con- 
versant with results, and are always in a position to 
watch over expenditure, check extravagance or heavy ex- 
penditure directly such occurs, and not after, perhaps, a 
month has elapsed. By filing these sheets comparison is 
quickly obtained with any other period desired, and the 
remarks thereon allow a better grasp of facts than 
would be the case were no such notes available. 


Electricity Commissioners’ Expenses.—The Secretary of 
the Electricity Commissioners has issued draft rules with 
respect to the incidence of the Commissioners’ expenses upon 
the parties concerned in inquiries and inspections (Н.М, 
Stationery Office, ld. net). 


UNEMPLOYMENT INSURANCE. 


By JOS. J. H. STANSFIELD. 


THE Government Actuary, in reporting on the financial 
provisions of the Unemployment Insurance Bill, esti- 
mates that the benetit payable in the 15 months ending 
June 30th, 1923, will exceed the contributions by 
£12,500,000, and that so far as can be seen at present 
it 1s unlikely that the Fund will be solvent until several 
years later. 

The Labour Minister introduced a Bill in Parlia- 
nent making provision for an increase of borrowing 
powers from 20 to 30 million pounds in order to relieve 
the present serious unemplovinent, and in doing so re- 
ferred to the danger, through Ње long-continued 
depression, of persons claiming benefit not making a 
really serious endeavour to find employment, and asked 
for the co-operation of employers. 

The possibility of effecting economies in the machinery 
of the present scheme is being investigated, one chief 
point being to examine whether it is practicable to 
have а single card and a single set of stamps for 
health and unemployment insurance instead of two 
cards and two sets as at present. The matter is very 
complicated, and, with regard to the single card in par- 
ticular, the Committee has reported that it will not 
be practicable to bring it into use next July. 

The Committee on National Expenditure made a re- 
commendation as regards unemployment insurance by 
industries. Section 18 of the Unemployment Insurance 
Act, 1920, enables industries to set up separate schemes, 
but for several reasons—not least of which was the great 
trade depression—little advantage of this has been 
taken, and, owing to the large amount of unemployment 
benefit paid, and the consequent strain on tlie unemploy- 
ment fund, it was decided in July last not to approve 
further schemes until the unemployment fund again 
became solvent. Іп view of the report of the Actuary 
quoted above, the promotion of further schemes will 
apparently be delayed for some years. 

In February last the Minister of Labour sent out a 
circular letter outlining the problem to all the organi- 
sations of emplovers and employés in the country, ask- 
ing for their views as to the best method of solution, 


and many replies have been received, considerable 
interest having been aroused. 
Insurance on the basis of industry administration 


raises many questions. The small employer sometimes 
contends that as he has nothing but his own efforts to 
rely on, the individual should look after himself, but 
the individual worker has no direct control over many 
of the conditions which throw him out of work and has 
some justice on his side in demanding that provision 
be made for times of depression. 

Individual emplovers may make provision for em- 
plovés in their own works, but this possibility is limited, 
as is also their individual control over general trade con- 
ditions. Industries as a whole, or a particular industry, 
тау make provision by setting aside funds or making 
levies on wages, but if such a method were permitted it 
might reasonably be contended that benefits in times of 
prosperity should be shared. 

It is the view of many that the State should mako 
full provision, but since the war there has been a re- - 
action against this tendency, and in other quarters it 
is strongly held that as little as possible should be placed 
on the State. 

Has the time come for the industrial community 
voluntarily to accept the responsibility for dealing with 
unemplovment and for delegating in part that respon- 
sibility amongst the various industries of which it 18 
composed 

"The capitalist system, it is urged, entitles the owner 
of capital to take the profits because he takes all the 
risks. Is he taking all the risks if labour can be dis- 


charged without recompense when trade elackens{ [8 
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not the provision for unemployment insurance a pro- 
duction cost like any other trading expense? If this 
obligation were taken, would there not be a direct 
incentive to get rid of unemployment altogether? 

Such an important question cannot be hurriedly de- 
cided, and many details must be investigated. It must 
be considered whether a State contribution is necessary 
as at present and what State control would be required. 
How far can industries be grouped, and what about the 
* under dog?” | 

What are the benefits to be? Should they be small 
with small contributions, or large, approximating to 
the normal wage. with high contributions? Can em- 
ployés on short time be given part benefit, and how are 


the workshy, the degenerate, and the mentally deficient 
to be dealt with? 

It may be that the Investigation Committee would 
lead to the formation of a Parliament of Industry, and 
it is worth while considering whether such a Parliament 
could not usefully be employed in setting on foot the 
preliminary inquiries. 

The whole question is one of deep interest, and it is 
significant that it is now „по longer a question of 
insurance or no insurance, but rather a desire to pro- 
vide for unemployment on the most economical terns 
with the hope that some new scheme can be evolved which 
will result in unemployment being reduced, and thereby 
proving that such a solution is good business. 


THE INDUSTRIAL SITUATION IN RUSSIA. 


[COMMUNICATED. | 


One of the dominating questions at the present time 
among European nations 1s that in relation to Russia, 
concerniug which it seems quite impossible to obtain 
completely trustworthy information. 

Apart from reports that have been received froin Genoa 
this week, all the news which appertains to Russia eman- 
ates from one of three sources. The first is represented by 
foreigners who have either worked in the country for 
many years, including, perhaps involuntarily, the 
period of the war and subsequent years, or who have 
recently visited the country or rather a part of the coun- 
try. In the former case the information brought back 
may be said to be fairly reliable, because foreigners of 
different nationalities seem to be in agreement in their 
statements as to the industrial situation, while in the 
latter it is impossible for visitors to learn much, and in 
the event of their not understanding the Russian 
language, what thev can narrate is practically of no im- 
portance whatever for obvious reasons. 


The second source of information is formed by the 
official news agency bearing the name of Rosta, of 
Moscow, which circulates over the European continent 
daily wireless news derived from official sources and 
from the native newspapers. The third is the Russian 
newspapers themselves, and in this connection there 
seems no doubt that some of these newspapers. at least 
those whose English equivalents are the ‘‘ Economic 
Life’’ and the '' News" (Isvestija) of Moscow, do at 
times throw light on the actual situation of industrial 
affairs in Russia, particularly when they are quoting 
from and commenting on Soviet official documents. 

Basing our observations on the second source of 
information, the first question which arises is that of 
the foreign trade of the country. On this point the 
Rosta agency circulated in the third week in March a 
report of the decision arrived at by the Soviet Central 
Executive Commission respecting the new organisation 
given to the foreign trade, which is now established or 
confirmed as a State monopoly on a wider basis than 
some time ago. 

The administration of this State monopoly has been 
entrusted to the Foreign Trade Commissariat, which is 
now empowered to dispose of State goods in external 
markets and also find export markets for the products 
of private undertakings or of the Central Co-operative 
Association (Centrosojus). and the proceeds from the 
disposal of these products will be applied to the pur- 
chase abroad of foreign articles required bv these pri- 
vate undertakings or the Centrosojus. At the same 
time. both the private undertakings and the Central Co- 
eperative Association are to be permitted to carry on 
direct trade with other countries on condition that the 


proposed contracts are to be previously approved by the 
Foreign Trade Commissariat. 

It is further provided that the F.T.C., in conjunction 
with the Council of Labour and Defence, will organise 
joint Russian-foreign limited companies with the object 
of rendering it possible for foreign capital to participate 
in the acquisition of export goods in Russia, in their 
sale abroad, and in the importation into Russia of 
articles required in the country. Similar companies 
can be formed by the State establishments on the same 
conditions and also under the control of the F.T.C. 

It will be seen that this decision, which represents the 
latest decree of the Soviet Government, vests absolute 
powers in the F.T.C. | 

The Petrograd Chamber of T'rade.—Just previous tu 
the extension of the powers of the F.T.C., the Chaniber 
of Trade (Commerce) of Petrograd, which appears to be 
а huge undertaking covering that province and several 
adjoining provinces (governments), circulated to variou: 
European newspapers a detailed statement concerning 
the possibilities of trading with Russia. 

The Chamber points out that as а result of the recent 
change in the Russian political economic situation, it is 
now possible for the external trade of the country to 
develop normally. It is thus possible for the syndi- 
cates, the trusts, concesslon holders, &c., to enter into 
relations with the world's markets through the F.T.C.. 
while foreign firms have obtained the right of workiug 
the natural resources of Russia in the form of conces- 
sions. 

The Chamber further states that it has established 
import and export departments which are intended to 
facilitate relations with the rest of the world, to estab- 
lish statistics of Russian production, the number of 
concessions and the natural resources of the country. 
and to form organisations in different markets to pro- 
mote the export trade. It is intended to start such 
organisations at first in London and New York, and 
to open a trade register to deal with transport. insur- 
ance and Customs questions. The export departuient 
has been divided into sections representing timber and 
wood products. flax and hemp, porcelain, furs and 
carpets, engravings, &c. The import department will 
comprise food products, fuel, agricultural machinery, 
chemical products,  electro-technical manufactures, 
metals and machinery. 

The Chamber of Trade will, it says, give information 
to those interested. 

The Return of Properties.—The new economic poliey 
which the Soviet Government embarked upon a few 
months ago included the return to former owners of 
their properties in the form of industrial establishments 
or works by the grant of concessions. In other words. 
the former owners are permitted to take possession of 
their own properties under State concessions running 
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mostly for periods of five years, and from 10 to 25 per 
cent. of the production in each case has to be surren- 
dered to the Government, apparently as rental for the 
concessions. The balance of the production can be 
freely disposed of in the home market or in the export 
trade. 

Several thousands of concessions huve already been 
eranted to their former Russian owners in quite a 
number of branches of trade and industry, including 
the metal trades, leather, chemicals, timber, textiles, &c. 

On the other hand, some of the industrial works and 
establishments of the same kind in one particular dis- 
trict have been grouped together under a single admin- 
istration under the title of State trusts, or, more cor- 
rectly, industrial groups. Among these there were 42 
in existence in February of the present year, covering 
the flax industry, textiles, timber, mining, metals, 
paper, and the electrical industry. 

The Воду of Foreign Concesstons.—During the past 
: twelve months many rumours and reports have been 
circulated from Russia concerning the grant of con- 
cessions to foreign companies and other foreign inter- 
ests. To the great surprise at times of some foreign 


firms, of which notable instances recently arose in rela- 


tion to Sweden, they have learnt for the first time from 
Russian information that they have been granted con- 
eessions, whereas in reality they knew nothing about 
the matter and had not even been in negotiation with 
the Soviet authorities on the question. 

The fact is, practically speaking, that no concessions 
have actually either been awarded to foreigners, been 
accepted by them, or are being worked by them at the 
present time. Under existing conditions the possession 
of a Russian concession is of no value whatever. 

Until the safety of life can be assured and guarantees 
are able to be given with regard to the legal security of 
private property from an international point of view, 
it is absolutely out of the question for foreigners seri- 
ously to think of attempting to work a Russian con- 
cession; they, of course, may accept one without assum- 
ing any responsibility or liabilities in the matter if 
they choose. 

When such guarantees аге fortheoming—and they 
could only exist under the operation of binding treaties 
of commerce—it will be time enough for subjects of other 
nations to take into consideration the problem of work- 
ing concessions. This is all the more the case, as 
holders of concessions are under the obligation to pro- 
vide food and other necessaries for their workmen—a 
task which would be formidable under existing condi- 
tions. 

The Question of Labour.—The labour problem is a 
matter of extreme-difficulty to those who are carrying 
on Russian establishments and works. 

All the best of the pre-war skilled workmen have en- 
tirely disappeared, as they have either been killed 
during the war and the revolution, have died of disease 
or famine, or have migrated from the industrial dis- 
tricts to the agricultural territories where there was 
more chance of obtaining food products. 

A statement to this effect was recently made by a 
German engineer who a short time ago returned to his 
native country after a residence of many years in South 
Russia as manager of an industrial works. And when 
we learn, as has just been announced from Russian 
official sources, that nearly 14,000,000 persons have died 
through the effects of the war and the revolution .and 
subsequent events, it seems reasonable to accept as 
correct the statements of the German engineer concern- 
ing the lack of skilled artisans in the South of Russia 
at the present time. . 

So great is the shortage in the industrial region of 
the South of Russia that the German engineer states 
that in the industrial restoration of Russia it will be 
necessary to import a large contingent of foreign me- 
chanics and foremen in order to set things in operation. 

The food problem lies at the root of the evil of the 
low production which prevails on all hands. It is im- 
possible for production to be permanently increased, 


because if an augmentation takes place at one time, it 
is soon followed by a falling-off owing to the failure of 
the food supply. In fact, the Russians now prefer to 
work on the farnis rather than in industrial works, 
as the former certainly afford better prospects of getting 
something to eat. Next to food comes the question of 
fuel, particularly coal and wood, and raw materials, 
of which a general shortage exists even in what were 
once the centres of production. In fact, production 
may be defined as chiefly the provision of the direct needs 
of the works or other industrial establishments con- 
cerned. 

There is, however, oue point in favour of the work- 
inen at the present time, at all events in the region of 
the’ Ural. The work of wholesale destruction which 
was practised during the revolution and subsequent 
periods has given way in this particular region to a 
determination to protect property. such as still remains, 
from any further attempts at destruction. 

According to a Swede who recently returned from 
the Ural, the men who were formerly employed at works 
which are now at a standstill owing to there being no 
coal and other raw materials available, have appointed 
committees among themselves, which take turns in watch- 
ing the premises night and day. while in the case of 
the works whieh are still in operation, tlie task of guard- 
ing the works is being jointly undertaken by the manage- 
ment and the workmen. 

fron and Steel Production Insignificant.—TYhe de- 
plorable situation of the iron and steel industry in the 
greatest centre of production in pre-war times—the 
revion of the South of Russia, including the district of 
the Donetz—was set forth by another German engineer 
who returned from that area some time ago. 

Now, the Soviet official statistics show that the pro- 
duction of pig iron in South Russia in 1921 only 
amounted to 120,000 tons, whereas the quantity made 
in that region in 1913 was 3,016,000 tons, thus show- 
ing what a catastrophe has happened in such an impor- 
tunt industry. 

The figures relating to pig iron are merely a reflex 
of a similar state of affairs in the coal industry in the 
Donetz basin. It is imperative that the output of coal 
should be enormously increased if there is to be any 
serious talk about the industrial restoration of Russia. 

Russian Foreign Trade in 1921.—4A few words апау 
be said in conclusion respecting the foreign trade of 
the country last vear. 

The “Russian Economic Life" recently published 
figures showing that in the nine months ended with Sep- 
tember, 1921. the imports from England occupied the 
first place with a quantity of'/11,590.000 poods; those 
from Germany had the second place with 8,216,000 
poods, and the United States was third with 6,924,000 
poods. On the other hand, the exports from Russia in 
the same period of nine months were very modest, 
having been 467,000 poods in the first quarter, 2,135,000 
poods in the second, and 2,973,000 poods in the third. 

Apart from the above statements, the Russian Foreign 
Trade Department in Berlin has published certain 
figures in relation to the trade with Germany last year. 
Among other matters it is mentioned that Germany ex- 
ported to Russia agricultural machinery and implements 
of the value of 130,000,000 marks, electrical goods for 
96,000,000 marks and chemical products for 75,000,000 
marks in 1921. 

. Тнк Russian ELECTRICAL INDUSTRY. 

The electrification of Russia, according to the scheme 
attributed to M. Lenin, is to be carried out as far as 
possible and will result in the salvation of that country. 
- The Moscow official economic journal announced in 
February that at a meeting of the State Project Com- 
mission, which had just been held. the question was dis- 
cussed of establishing a State bank for proceeding with 
the electrification of Russia. А special commission, it 
was said, which had investigated the problem, had 
reached the conclusion that the funds at the disposal 
of the State were inadequate for this purpose, and that 
the only outlet was to appeal for the assistance of private 
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capital both in Russia and abroad, and that in connec- 
tion with this idea the plan was conceived of creating a 
bank in which the State, the co-operative associations, 
and foreign capital would participate. | | 

It was considered, in order to induce : 
capital to participate, that it would be essential to 
offer interest at the rate of 8 per cent. on the ordinary 
shares and on loans for a period of 18 vears in a gold 
currency. All payments to shareholders would be made 
in bank paper at the quotation of the day if the share- 
holders were to be free from losses as a consequence of 
the possible further fall in the Soviet currency. In 
order to guarantee the capital of the bank, it was sub- 
mitted by the Project Commission that the bank must 
be given the right to carry out extensive transactions, in 
merchandise. Apparently no steps have been taken as 
vet to deal with this side of the problem. 

The commission which, as previously mentioned, was 
appointed to inquire into the matter of the electrifica- 
tion of Russia, published a report last October covering 
n» fewer than 600 pages. Among the recommendations 
made by the commission with regard to the first stage of 
the general scheme of electrification may be mentioned 
the suggested erection of 30 generating stations, of 
which 20 would be operated be means of steam plant 
capable of producing ] ,100,000 kW, and 10 would be 
hydro-electric works of a total of 640,000 KW. It was 
hoped in Russian circles, the comunission said, that 
foreign capital. particularly American and German, 
would become interested in this the first stage of the 
general scheme. 


German Interests and Russia.—]lt is known that the — 


Germans attach great importance to the share which they 
hope to take in connection with the electrification of 
Russia, and in this direction attention тау well be 
directed to certain statements which were made a short 
time ago in a Berlin contemporary by Herr M. P. 
Gurewitsch, an engineer of Zurich. | 

This engineer stated that the electrical manufacturing 
industry in Russia before the war had onlv been slightly 
developed, and that, too, mostly by the efforts of Russian 
branches of German firms. Although he does not say 
so, what these branches produced in Russia was only 
the manufactures which thev did not find 1t desirable to 
import from the parent companies in Germany. Asa 
consequence, the production of dynamos and motors in 
Russia only amounted to 14,300 of a combined power 
of 34,000 kW in 1913. But let it be noted that in the 
same year Germany exported to Russia electro-technical 
manufactures of the pre-war gold value of .£17,000,000 
and turbo-generators for £175,000. 

The above figures are given by the engineer of 
Zurich. It has to be remembered that at that time there 
was no Herr Hugo Stinnes concerned with the German 
electrical-industry. His interests in this respect are 
now represented by his association with the Siemens and 
Schuckert group, and one or more of his agents were 
recently endeavouring to negotiate business in Russia. 
On the other hand, there is Herr Walther Rathenau and 
the A.E.G. interests, which were also represented in 
Russia in former periods of peace, and who are declared 
to have M. Krassin as a supporter at the present time, 
although nothing appears to be known as to any present 
activity of the A.E.G. group in Russia. 

As far as German interests in Russia are concerned. 
it looks as if the Russian market is to be a source of 
contention between these two groups unless they join 
forces for the general promotion of German trade with 
Russia; and for that matter it would be surprising if 


they did not co-operate for the purpose in the near 


future. 

The Imatra Falls Again.—As to the question of 
generating works in Russia, it appears that there were 
over 250 small stations in existence in 1913 of a total 
of 450,000 kW, while the private installations with 
their own generating plant in works and other establish- 
ments numbered from 5,000 to 6,000. 

At that period there was some idea of the electrical 
wansmission of power from the Imatra Falls in Finland 


private 


to Petrograd in order to afford ап addition to the 
generating station belonging to or partly the property 
of Belgian interests. It is now announced from Hel. 
singfors that the Belgian Imatra Co., which owns one 
of the falls in the Vuoksen, but not, as is said the 
Imatra Falls, has been approached by the Finnish 
Government with a view to the formation of a Joint com- 
pany with the Governnient of Finland for the uniform 
exploitation of the important falls in the Vuoksen on 
a common basis, that the Belgian company has ex- 
pressed its readiness to co-operate in the inatter, and 
that as it possesses electrical interests in Petrograd, the 
Belgian company desires that an arrangement should 
also be made for the transmission of power to Petrograd. 

The hope is expressed in Finnish circles that it 
may be possible to reach an understanding in the 
matter of the delivery of a supply to Petrograd, but 
for the moment a Finnish law stands on the statute 
book which prohibits the export of electrical energy. 

Apart from this outside aspiration, it will be seen 
from the brief extracts of the report of the Russian 
Commission that the larger part of the first stage of 
the. general scheme, which is to occupy a period of ten 
vears for execution, 1х to apply to the establishment of 
steam power generating stations. 

But. despite the use of peat as fuel to a slight extent. 
and of wood to a larger extent, for the production af 
steam, the main problem of the immediate future would 
appear, both for the electricity supply works and the 
industries of the country, to depend upon a very con- 
siderable augmentation in the output of pit coal in the 
great basin of the Donetz as the principal centre of 
production now that the Dombrova basin in former 
Russian Poland is no longer available to Russia. 

Coal is the vital question, apart from food, upon 
which the whole future of Russia depends. A plentiful 
supply would render it possible to set the economic 
machinery in motion; it would permit of the produc- 
tion on a larger scale of iron and steel, including rails: 
would assist in the restoration of the railway network, 
the erection and equipment of electricity works and 
tramwavs, and would gradually bring Russia to the 
economic level which prevailed in 1913. 
an abundance of coal there would seem to he very faint 
hopes of the industrial resuscitation of Russia in the 
next few vears. 


BRITISH PLANT FOR NEW ZEALAND. 


We have already announced the bare fact that the Metro- 
politan-Vickers Electrical Co., Ltd., has received from the New 
Zealand Government the order for generators and switchgear 
for the new Mangahao power station. This station forms 
the: first of a series dotted throughout the whole of the 
North Island, which will finally be linked up by transmis 
sion lines, at 110,000 volts, roughly forming a ring round 
the southern portion of the island. A duplicate line will also 
be run from the centre of the system up the northern penin- 
sula. From Mangahao station two sets of duplicate feeders 
will be run at present, these going respectively to the Bunny- 
thorpe station, 2 miles distant, and to the city of Wellington, 
63 miles away. 

The order placed with the Metropolitan- Vickers Co. includes 
the supply of three 6,000-kVA and two 3.000-kVA water- 
wheel generators, 11,000 volts, 3-phase, 50 cycles, 0.8 power 
factor, driven by overhung water-wheels, with horizontai 
shafts, running at 375 r.p.m. Each generator will have its 
own direct-driven exciter, and ір addition provision is being 
made for a stand-by inotor-driven exciter set, so that when 
necessary the excitation of one or more generators cam be 
transferred to the auxiliary exciter bus. 

Cooling air for the generators will be drawn through 4 
separate ventilation tunnel, circulation being maintained 
partly by a separate blower, and partly by the usual fans 
on the rotor, the blower being designed to maintain two 
inches pressure. The generators are designed for an overspeed 
of 80 per cent., and will have a regulation of 27 per cent. at 
0.8 power factor. Provision will be made for sliding the 
stators, so as to facilitate access to the rotor when necessary 
for inspection and cleaning work. 

The current from the generators will be taken through 
automatic oil switches of the Metropolitan-Vickers “НЕ?” 
type, through selector switches to duplicate 11,000-volt bus- 
bars. Both bus-bars will be sectionalised in the middle. 
and this sectionalising is carried out correspondingly on the 
110,000-volt bus, во that the whole system can, if mecessary, 
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be split into two entirely independent portions. From the 
generated-voltage bus-bars, supply will be taken through 
two 19,000-kKVA transformer banks to the 110,000-volt bus- 
bars, and thence to the four outgoing 110-kW feeders. "There 
will be four local.feeders:. at 11,000 volts. Тһе 11,000-volt 
equipment will be mounted in a conventional moulded stone 
cubicle structure. The e.h.p. switches for controlling the 
transformer circuits will be indoors, while the isolating 
switches, oil circuit-breakers and lightning arresters for the 
feeder circuits will be accommodated on the roof of the 
power station. In this way the total ground space occupied 
is kept down to a minimum. 

Each generator and transformer unit will be protected. bv 
the usual circulating-current system, while on the 110,000-volt 
feeders there will be fitted the new Metropolitan-Vickers 
compensated overload relay, which is designed to give an 
inverse operating time characteristic with a definite adjust- 
able minimum. In addition the pairs of feeders 'will be 
protected by balanced, biased relays, which will operate in 
the event of the failure or short-circuiting of either feeder. 

This order marks a definite period in the history of switch- 
gear development in this country, in that it is the first placed 
for British-builf material, for so high a voltage. We have 
already referred in our columns to the developments which 
the Metropolitan-Vickers Co. is making in this direction, 
and at a later date we hope to publish more complete details 
of the scheme now referred to. 


AERIAL INSULATORS FOR WIRELESS 
TELEGRAPHY. 


As а consequence of the revolutionary developments which 
have taken place in wireless communication in recent years, 
and the erection of wireless stations on lines far exceeding 
both in power and dimension the earlier efforts of the pioneer 
wireless engineers, it has been found necessary to reconsider 
the principles underlying the design of suitable insulators. 
The advent of structures of the order of seven and eight hun- 
dred feet in height has resulted in a necessity for insulators 
with properties, both mechanical and electrical, which far 
exceed those with which engineers generally are acquainted. 

The general construction of wireless aerials embodies in 
most cases the use of triatic stays, from which the aerial con- 
ductors themselves are suspended. It is well known that 
porcelain has properties which make it the most suitable 
material for the insulation of aerial conductors, both for 
transmission line work and also for radio frequencies. Por- 
celain withstands heat, and, if properly made, has very great 
mechanical strength. Synthetic substances and compounds 
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AN AERIAL INSULATOR FOR WIRELESS TELEGRAPHY UNDER TEST. 


are not usually capable of withstanding high temperatures, 
and their are affected when used under high-frequency 
conditions. | à 

For many years it has been considered that when it is 
necessary to apply mechanical etress to porcelain, this ehould 
be done in such a manner that the material is only under com- 
pression. This has been a great handicap to the insulator 
designer, in that he is limited to such designs as the well- 
known “ goose еро’ or the Hewlett types. Neither of these 
designs is suitable for aerial insulation at radio frequencies: 
for one thing their capacity is relatively high, owing to the 
close proximity of the electrodes. Rubber-covered rope strops 
and synthetic substances, of which the strength in tension is 
good, have been tried, but the increasing use of continuous- 
wave telegraphy has shown that they will not stand up to 


the continuous high-frequency discharge which inevitably 
passes over their surfaces when in a wet condition. It has 
been found that the discharge burns their surfaces and very 
quickly destroys their insulating and mechanical properties. 
For some years small porcelain rods have been used in tension 
for light aerial loads with considerable success, their surfaces 
being unaffected by the conditions of working. These, how- 
ever, are limited to comparatively light loads, and therefore 
it was incumbent upon porcelain insulator manufacturers to 
turn their attention to a design of insulator which would 
embody. the three important properties of low capacity, high 
insulating value, and ability to bear very high tensile loads. 
The aerial insulator, shown in the accompanying illustration, 
is claimed to combine these three qualities. 

The overall length of this insulator is 5 ft. 10 in., and its 
weight is 87 lb. It has very low capacity—0.000002 micro- 
farad (approx.). In a tensile load proof test it withstands 
10,000 lb. Its spark-over voltage, when dry, is 450 kV, r.m.s. 
(approx.) at 100 cycles; and, under rain, 220 kV, r.m.s. 
(approx.), at 100 cycles. The insulator is also unpuncturable, 

An interesting feature in connection with this insulator is 
the testing machine, which is also illustrated. This was 
specially designed for the purpose of testing heavy-load aerial 
insulators, and, incidentally, to take simultaneous electro- 
mechanical tests on other types of insulator. Both the design 
and the manufacture of this machine were carried out by the 
porcelain manufacturers themselves. 

The fittings shown on the insulator are all of galvanised 
malleable cast iron and steel, and the insulator is provided with 
flux distribution rings at either or both ends. 

This insulator is the largest of its type to be made in 
England, and it may be justly claimed that it is somewhat 
of a triumph for the British porcelain industry. 

The insulator has been developed by Messrs. C. F. Elwell, 
Ltd., wireless contractors, in conjunction with Messrs. 
Jullers, Ltd., the manufacturers, who are responsible for the 
design, dimensions, &c. 

We are informed that this type of insulator is being em- 
ployed in connection with the Imperial Wireless Chain, and 
has already been installed at Leafield and Northolt. 


INDUSTRIAL RESEARCH. 


f 


THE several researches undertaken by the British’ Electrical 
and Allied Industries Research Association are now reaching 
the stage at which a number of reports and technical publi- 
cations can be announced, and several more will shortly be 
available. The publications on insulating materials include 
one giving instructions for the study of untreated papers for 

purposes other than cable manufacture. 
A full account of the researches on 
which these instructions are based is also 
to be published. In addition there are 
similar reports upon the mechanical and 
physical testing of pressboards, press- 
pahn, &c., and on vulcanised fibres. The 
electrical testing of fibrous insulating 
materials is covered comprehensively by 
another publication; the scope of the re- 
search on electrical tests of all these 
materials is being extended to include 
standardised methods suitable for all in- 
sulating materials. Sheets, rods and 
tubes of composite insulating materials 
are dealt with in another publication. 
The researches upon which this is based 
have already proved of great value to the 
co-operating manufacturers, and marked 
improvements in their products are 
reported. A full account of these 
researches will shortly be issued. Work 
on the composite class of insulators (still 
under consideration) includes the evolu- 
tion of test methods for fire and heat- 
resisting properties, the practical appli- 
cation of these methods to materials on 
the market, and work on moulding pro- 
pus and on the action of solvents and 

О 


oil. 

The committee on synthetic resins has prepared a technical 
publication giving directions for the study of synthetic resin 
varnish-paper and varnish-fabric boards, and also reports on 
the possibility of establishing and safe ding in this country 
the manufacture of raw materials for these resins. Other 
work in this section includes a report on the requirements of 
Government. departments with reference to synthetic resin 
products and tests upon moulded products. Samples of 
varnish-paper and varnish-fabrie boards, and of moulded pro- 
ducts are being collected. | " | 

The use of mica for condensers and commutators is the 
subject of a report issued by the committee on mica and 
micanite. The report deals with the classification, identifica- 
tion, and properties of mica; investigations are „still proceed- 
ing on the mechanical and electrical tests of various kinds of 
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mica. Steps have been taken to clear up the existing con- 
fusion in the classification, manufacture and use of micanite 
bv bringing in close touch all parties interested in this 
material, | 

“The researches on the electrical strength and resistivity, 
aud on the thermal properties of insulating oils are progres- 
sine. The former are to be carried out in close co-operation 
with Professor J. A. Fleming at London University, where a 
programme of research has been mapped out. In addition to 
these specialised researches on insulating muterials the general 
researches on dielectrics are being actively pursued. New 
work in this direction includes an investigation of the cathode 
гау tube as an instrument for the measurement of dielectric 
losses at high frequencies, and an examination of these losses 
at high voltages by the use of an electrostatic wattmeter. | 

Three reports are in preparation in the section dealing with 
conductors. The first will clear up outstanding points on 
the heating of buried cables, except dielectric loss problems; 
the se-ond report will suggest material improvements arising 
out of tests on standard wood poles for overhead lines. ‘The 
third report in-this section will treat with test results obtained 
on long overhead copper cables; the work on aluminium and 
steel cables is nearing completion. 

Several valuable researches, on a practical scale, are pro- 
gressing in connection with electrical control apparatus. These 
include tests on oil circuit breakers (for which the 6,000-kW 
alternator has now been prepared and its characteristics de- 
termined), on mining switchgear, fusible cut-outs, and air 
circuit breakers for d.c. This last research has the practical 
cooperation of the London County Council and the London 
and North-Western Railway Co., Ltd. A forthcoming paper 
by the National Physical Laboratory is also announced, giving 
the results of tests on the conductivity of joints in copper 
and aluminium bars. 

Recent researches on stainless steel have necessitated a re- 
vision of the programme previously mapped out for research 
on turbine blading. Good progress is reported in the tests 
on turbine nozzles at Manchester University. It is interest- 
ing to learn that Professor Callendar is undertaking 
researches on turbines and on the properties of high-pressure 
and high-temperature steam. Amongst the miscellaneous re- 
searches and new inquiries undertaken by the Association 
may be noted: tests on the relation of the permissible varia- 
tions of supply voltage to “flicker " of incandescent lamps, 
conferences with Government departments on accumulators 
and batteries, and researches on the wave-form of generators. 
A full review of the progress of all the activities of the Asso- 
on may be found in the Quarterly Progress Report for 
April. 


A VISIT TO THE CEAG WORKS. 


Тнк members of the Midland Institute of Mining, Civil, 
and Mechanical Engineers visited the works of the Ceag 
Miners’ Supply Co., Ltd., manufacturers of electric safety 
lamps, Barnsley, on April 8th. Ш 

The party was received by Mr. R. J. Pluminer (managing 
director), and Mr. J. Grierson (general manager), and con- 
ducted over the extensive and well-appointed works. The 
Ceag Co. was originally German, with works at Dortmund, 
but Mr. Plununer purchased the whole of the shares from 
the Public Trustee, and formed a limited company which 
js entirely British. About 300 collieries now use the Ceag, 
and the total number supplied to date is 500,000. The 
^urnsley works has been established three years, and is still 
extending. Some AW people аге there employed on the 
manufacture of lamps and accessories, and the output capacity 
is 7100 lamps per day. Including the firm's other works, 
Where the battery plates are manufactured, the total number 
of employés 18 500. 

The departments at Barnsley include the following :—Two 
large assembly shops, two machine shops, press. shop, ac- 
cumulator shops, charging: stand shops, tinning shop, electro- 
plating shop, laboratory, and tool room. ‘The company de- 
votes its whole energies to the manufacture and improve- 
nent of the “© Ceag |“ lamp. Very. striking features. noticed 
during the tour of the works were the methods employed. by 
the company to. ensure. accuracy of production, all art»'les 
being made to gauges and jigs, and afterwards submitted to 
very close. inspection. Many special-purpose tools аге in 
use, differing very. considerably from = standard productions. 
These tools have been designed and manufactured in the 
company’s own works. The company manufactures all its 
own dies and tools. and is quite ‘dependent of outside 
sources of supply. The material used for the making of the 
lamp cases is mild steel, which is received in the form of 
tubes, out of which the cases are cut. The head and bot- 
tom of the lamp are pressed, and the bottom is electrically 
welded on. The cases and tops are all tinned, the tinning not 
merely adding to the appearance of the lamp. but also «тузт 
n protective coating. In some cases the parts are notashed 
after tinning, in order to get rid of any free acid which might 
be left about, and which would vet under the joints. 

The works includes а well-equipped laboratory where all 
electrical and mechanical tests can be undertaken, and many 


very interesting tests were in hand at the time of the visit. 
Every bulb is tested ugainst a standard bulb, in order to com- 
pare the light given. Lamps are also tested in batches, aud 
some of these, which the visitors inspected, showed ven 
clearly the differences that exist between Јар», and the 
necessity for the standardisation of buibs. These batches are 
tested to destruction, under working conditions, being al. 
lowed to run a shift of eight hours, and then having an inter- 
val of eight minutes before starting the next shift. The 
average life of a good bulb is between 500 and 600 hours. 
Another feature of the laboratory is the polariscope, for 
discovering strains in the bulb glasses. ‘These straums are 
shown by colour lines, tension being -signified by red and 
compression by green or blue. All the " Ceag " glasses are 
tested for glass strain, and any which are bad are promptly 
rejected. 

[n the office were on view examples of all the various 
kinds of lamps made by the company. ‘These included two 
or three kinds of standard lamps; a special lamp for sigual- 
ling, showing red, white, and green lights; a special lamp 
with swing reflector; а cap lamp, which will run for twelve 
hours continuously; a shaft or sinking lamp; an cotlicials! small 
lamp; and an electric torch. The standard lamps, fitted with 
standard acctuunulators, give about 12 s.p., and will burn for 
ten hours. 

The inspection. of the works was followed by luncheon, st 
the invitation of the directors of the Ceag Co. Mr. К. |l 
Plummer (mamaging director) presided, and was supported by 
Mr. C. A. Longbottom (director), Lieut.-Col. Rhodes (presi 
dent of the Institute), Mr. J. H. W. Laverick (ex-president), 
Mr. E. J. Foley (Director of Health and Welfare, Mines 
Department), Prof. Wheeler, and others. 

COLONEL RHODES, expressing the indebtedness of the In. 
stitute to the directors of the company, said his experience 
of the electric miner's lamp went back a long wav. Не re- 
membered Mr. Fleuss coming round with his device about 
1554, and also the appliance of Messrs. Swan & Pitkin. in 
15593 and 1889. So far as the lamp whose manufacture they 
had seen that day was concerned, he remembered very well 
when, in 1912, the late Sir Arthur Markham offered his 
prize for the best electric safety lamp, and the '' Ceag " was 
awarded the first prize. It was very gratifying to know that 
the lamp thev bought was, to a great extent, being manu- 
fe^tured by the people who sold it. He wished thev could 
always say the same about the things that they bought. 

Mr. PLUMMER, in reply, said it had been a pleasure and 
honour to have such an august body visiting the works that 
day. They did endeavour to give pains, care, and attention 
to the making of every part of the lamp. The visitors had 
seen the jigs and gauges that were used, in order to ensure 
having a perfect article, as nearly as possible. 

Mr. C. A. LoNGROTTOM, in seconding the welcome which 
Mr. Plummer had given to the visitors, spoke of the im- 
provements that had heen made in the works since the 
company took it over. He added that they were now starting 
a research department, and if the members of the Institute 
went round again in twelve months they would find that vast 
inprovements had been made. 


B.T.H. “ Trutint " Lighting.—Those who visited the re- 
cent Ideal Home Exhibition at the Olympia and the Royal 
Gardens, in the annexe, no doubt noticed that there was no 
distortion cf colour values, such as one might expect under 
artificial light. The flowers and foliage looked exactly as 
they ought to look in a sunny open-air garden. The explana- 
tion is to be found in our first article on the show, namely, 
B.T.H. " Trutint ” lamps were used to light the gardens— 
sixty of them—each equipped with a 1,000-wntt Mazda gas- 
filled lamp. Essentially this unit consists of a Mazdalux metal 
reflector, over the mouth of which is fitted a special sereen. 
All the light from the Mazda lamp has to pass through this 
screen, which absorbs a large proportion of the red and vellow 
rays. At Olympia the‘! Trutint "" units were suspended well 
above the line of sight, and the general effect was strikingly 
like that of diffused sunlight. One very interesting phe- 
nomenon was observed in this connection. When the lights 
were switched out at night the hundreds of tulipa in the 
gardens, with one accord, closed up their petals. And with 
the same simple and simultaneous faith thev all onened лоп 
as soon as the light was switched on. This fact, although. 
of course, quite in accordance with horticultural theory. 
formed a remarkable and entirely unsolicited testimonial to 
the effectiveness of '' Trutint " lighting. 


£5.0 for X-ray Work.—The Board of Management of 
the Manchester Royal Infirmarv. states that Mr. Robert 
McDougall has intimated his desire to defray the entire cost 
—05 000—6? equipping a Radiological Department at the 1n- 
firmary asa memorial to his father, the late Mr. Arthur 
McDougall.—The Timea. 


Swedish Electrical Dispute Settled.—The preliminary 
agreement in the electrical industry has been ratified bv both 
parties. The agreement involves reductions in wages amourt- 
ie stages to 33 per cent.—Reuter’s Trade Service (Stock- 
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SOUTH-EAST LANCASHIRE ELECTRICITY 
DISTRICT. 


THE ELECTRICITY COMMISSIONERS’ DECISION. 


Tue Electricity Commissioners have considered the evidence 
given at the inquiry held by them in January last at Man- 
chester* into (a) the scheme submitted by the Conference of 
Authorised Undertakers in the above-named district for the 
establishment of a South-East Lancashire Electricity Board, 
and (b) the representations made to them by various bodies 
for the inclusion in, or exclusion from, the district of their 
respective areas. The authorities in the district (Salford and 
Stretford excepted) were unanimously opposed to the forina- 
tion of а Joint Electricity Authority, and emphasised. their 
view that an Advisory Board should be set up. 

The Commissioners entertain some doubt whether the pro- 
visions by which the Advisory Board will make representa- 
tions to constituent authorities with a right of appeal to the 
Commissioners will enable sufliciently comprehensive works to 
be undertaken. ‘They apprehend that there may be a tend- 
ency to proceed by piecemeal extensions of stations and inter- 
cunnecting lines at an ultimate increased cost to the con- 
stituent authorities and the consumers concerned. An ad- 
vusory board may also experience dithculty in securing sup- 
ples ш unoccupied areas, more especially in those contained 
ш the enlarged district south of the Manchester Ship Canal, 
for which a Joint Electricity Authority would be empowered 
to make provision. 

In view, however, of the unanimous support given to the 
scheme by the authorised undertakers, both local authority 
and company, and of their strong opinion that this voluntary 
arrangement is the best the Commissioners are prepared to 
wake ап order embodying the arrangements which the con- 
stituent authorities have agreed to carry out, as set forth 
in the administrative scheme ¢ (as amended in the cour&e 
of the inquiry), and in the technical particulars submitted 
by the Conference. 

The Commissioners confirm the area provisionally deter- 
mined $ subject to the following amendments : 

The exclusion of the urban districts of Lymm (Cheshire), 
and Haydock (Lancashire), both of which are now included 
in the Mersey and West Lancashire Electricity District. 

The inclusion of the urban district of Adlington, inadver- 
tently omitted from the notice of provisional determination 
and from the published map; and the inclusion of the muni- 
apal boroughs of Buxton and Macclesfield, the urban dıs- 
tricts of Bollington, New Mills, and Yeardsley-cum-Whaley, 
the rural districts of Macclestield, Hayfield, and Disley, and 
the parishes of Chapel-en-le-Frith, Chinley, Bugsworth and 
Brownside, — Fermlee, Green-Fairfield, Hartington-upper- 
Quarter, Kingsterdale, Peakforest and Wormhill. 

The title ‘* South-East Lancashire Electricity Board " is 
hable to be misinterpreted, and a more appropriate title 
pu be ‘‘ South-East Lancashire Electricity Advisory 
oard.” 

The number of representatives on the Board is unneces- 
sarily large. If the authorities in the district are unwilling 
to reduce the size of the Board, the Commissioners, having 
regard to the agreement arrived at between the constituent 
authorities, will be prepared to include in their Order the 
proposal submitted in the second schedule to the amended 
scherne subject to certain modifications consequent upon the 
agreed representation of the Stalybridge, Hyde, Mossley and 
Dukinfield Tramways and Electricity Board, and upon the 
increased area of the Electricity District. It is unnecessary 
that ay councils should be represented on the Advisory 
oard. 

The engineer of the Stalybridge, &c., Electricity Board 
should be a member of the Engineering Advisory Committee, 
but having regard to the non-standard frequency of the 
Stalybridge system, he should be entitled only to attend 
the meetings of the Committee when electrical developments 
and proposals are to be considered which may affect the 
area of the Stalybridge, &c., Electricity) Board, and the 
areas contiguous thereto. 

The agreed provisions for contribution to the administra- 
tive expenses of the Board are approved. 

The Yorkshire Electrit Power Co. will not be required to 
furnish plans of new works to the Board, but only to furnish 
such statistics as may refer to supplies given by the power 
company within the urban districts of Saddlesworth and 
Springhead. 

The Order will include provision for the submission by 
the Board of an annual report to the Commissioners. 

The Commissioners approve generally the technical scheme, 
subject to a provision that modifications thereof may here- 
after be made with the approval of the Commissioners. 


* Evec. Rev., January 90th, 1922; p. 97. 


+ Erre. Rev.. September Ath, 1991, p. 454, and Novemhes 
4th, 1991, p. 596. 


‚ ELEC, Rev., June 95th, 1990; p. 815. 


The actual direction of the times and method of working 
inter-connected stations 8o as to produce the most economical 
results will be best effected by an officer of the Board ap- 
pointed for that purpose who would carry out the programme 
of working laid down by the Engineering Advisory Commit- 
tee and approved by the Board ; a scheme of control of gene- 
rating stations following the above-mentioned lines should 
be framed by the Board and submitted for the approval 
of the Commissioners. 

The Board, within two years from the date of its estab- 
lishment, will be required to submit proposals for securing 
a supply in areas within the district which are not at that 
date within the areas of supply of authorised distributors, 
and in which there is a reasonable prospect of such supply 
being remunerative. 

The observations of the Conference will be invited on the 
clauses of the draft Order before the Commissioners hold the 
further inquiry required by Section 5 (4) of the Electricity 
(Supply) Act, 1919. 


LEGAL. 


A MUNICIPAL CANDIDATE'S ELECTRICITY. 


AN unpaid electricity account for £2 5s. 9d. was responsible 
for a very unusual application by the Blackpool Corporation 
at the local County Court against Mr. James Kay. a candidate 
ut the November municipal elections. The Deputy Town 
Clerk said that the application of the Corporation was that 
an account, amounting to £2 5s. 2d., for electricity supplied, 
might be allowed to be sent in and paid by the respondent, 
as provided by the Municipal Elections (Corrupt and Illegal 
Practices) Act of 1854. Mr. Kay was a candidate at the 
November municipal election, and his committee room was 
supplied by the Corporation with electricity. The Act pro- 
vided that all expenses incurred by him had to be paid within 
21 days, and that the County Court might, on the applica- 
tion either of the candidate or of a creditor, allow any claim 
to be sent in or any expenses to be paid after the time fixed 
by the Act. Mr. Kay had paid all his other bills and made 
a return to the Town Clerk, but he had omitted to pay this 
account. It had apparently been done without any intention 
to evade payment, and he presumed it was forgetfulness, 
although, as a matter of fact, there was sent to each candi- 
date, after the election day, a copy of the section of the 
Act, telling him the various things he had to do. Respondent 
had neglected to get in that account, although among the 
accounts paid there was one relating to electrical fittings for 
the committee room and the hire of an electric stove. He 
asked that the account might be sent in and paid by Mr. 
Kay. The application was granted. 


Boys’ Еооглѕн Аст. 


At the Dudley Children’s Court, on April 12th, Albert 
Hicks (13), and Reginald Aston (13), were charged with 
doing wilful damage to the extent of £900 to property 
belonging to Messrs. W. Goodyear & Sons, Ltd. Mr. F. W. 
Green, who prosecuted, explained that the firm had a 
private railway from the works down to the Great Western 
line in Shaw Road. It was worked by an overhead electric 
cable, the cable being fed from a switch in the hollow of the 
siding, some 150 yards from the highway. On April Ist the 
electric tram attached to the railway trucks was left some 
distance from the top of the incline, inside the works, and 
the power was switched off at the main. The charge against 
the bovs was that they switched on the power, uncoupled 
the train, and operated the levers with the aid of а spanner 
they found in the tram. The boys were then on the tram. 
which began to move down the incline, and, finding they 
could not stop it, they jumped off, thus saving their lives. 
The tram ran down the incline, crashed into a truck at the 
bottom, and did a great deal of damage. It was stated that 
the gradient was 1 in 15. | 

An emplové said the main switch would have to be 
operated before the tram would move. The switch-box was 
half-way down the incline, and was not kent locked. 

The presiding magistrate said it was a very wicked thing 
to do, and many lives might have been lost. Aston was dis- 
сосе Hicks was ordered to receive six strokes with 
the birch. 


A Westminster War Memorial.—On April 12th the chair- 
man of the Westminster Electric Supply Corporation, Ltd.. 
unveiled a war memorial to the memory of employés of 
the company. Capt. E. I. Bax said that the tablet was erected 
in memory of heroes who laid down their lives in defence of 
their country, and it would serve to recall their memories, 
not only to us, but would also preserve them for posterity. 
He said that thev did not forget those who placed their 
lives in the same hazard and had returned among them. In 
placing the wreath in the name of the Westminster Electric 
Supply Corporation, he saluted the memory of the departed. 
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PARLIAMENTARY NOTES. 


(By our Parliamentary Reporter.) 


Yorkshire Electric Power Bill—On Tuesday, April 11th, 
Bill whieh seeks to confer further powers on the Yorkshire 
Electric Power Co. came before the. Unopposed Bills Com- 
mittee of the House of Lords. The Bill provides for the con- 
version of the capital of the company into 2,000,000 shares of 
£l each—the existing £10 ordinaries each into ten £1 ordi- 
naries, and the £o preferences each into five £l preferences; 
and provides for arrangements in connection therewith. 
‘Power is also taken for the issue of additional capital, and 
for a number of domestic matters connected with the admini- 
stration of the undertaking. It is proposed by a special addi- 
tional provision to increase the capital of the company from 
£2,000,000 to £4,000,000 to provide for the ordinary develop- 
ment of the company and for developments in accordance 
with suggestions of the Electricity Commissioners following 
local inquiries. 

Formal evidence was given, and the Bill was passed for 
third reading. 

Electricity in Agriculture.—Sir A. Griffith-Boscawen, Ње 
Minister of Agriculture, replying to a question asked in the 
House of Commons b* Mr. A. T. Davies on April llth, said 
that the Ministry was closely observing developments in the 
application of electricity to agriculture. A Committee deal- 
‘ing with eleetroculture had been in existence for four years, 
and under its direction œ great deal of experimental work had 
been done. The chairman of the Commission was Sir John 
-Snell, and among its. members were the leaders of several 
‘branches of electrical and agricultural science. Progress was 
‘necessarily slow in а question so complex and difficult, but the 
work of the. Committee had now reached a stage where ex- 
‘periments were being conducted on an econcmic scale. So 
far as concerned the application of electricity to stationary 
machinery and lighting, a good deal of. progress had been made 
in several parts of the country. The Ministry was in close 
touch with a gentleman who was applying electricity to a large 
farm, and it had the benefit of the data derived from his 
experiments. Some of his results had already. been published, 
and the Ministry had arranged for them to be summarised and 
published in the Ministry’s Journal for the benefit of farmers 
1n general. At the same time, it was desirable to say that the 
development of the uses of electricity in farming must largely 
‘depend on the extension of power stations and cable services, 
‘and. the utilisation of natural sources of power. 

The: Electricity (Supply) Bill.—The Electricity (Supply) 
Bill, which was read the third time and passed in the House 
of Lords on April 12th, was read a first time in the House of 
Commons on the same day. 


CORRESPON DE NCE. 


Letters received. by us after 5 p.m. on Tuesday. cannot appear 
until the . following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
. address 1n our possession. 


The Lock-out. 


I am à regular reader. of the ExecrricaL Rev IEW, E re- 
ferring to.a letter . on '" The Lock-out," by ‘‘ An Electrical 
Man acturer,”’ I beg to point out to him the fact that 
trade unions came into being chiefly as a safeguard and 
also a preventative against inhumane and selfish, feudalistic 
treatment of the, working classes by the master man. Per- 
sonally, I think and know that the majority of union men 
concerned .are of the same opinion. 

. If a speedy settlement is the common desideratum it can 
ошу ре realised by і on the withdrawal of Sir Allan 

mi 

Не is the Jonah of the conference; if he is not cast out 
the | tai will ‘sink (i.e., industry), with masters and men 


Why not Sir Robert Hadfield, Bart., in his place ?—а 
thorough gentleman and eminent manufacturer, Gonan 
as such by every trade unionist. 

‘Sir Allan Smith is-only imbuing hatred for himself and 
similar men in the rank and file. | 

The British workman is the finest in the world, if treated 
fairly, at the same time remembering that many have not 
had the chance of a good education and, therefore, have be- 
come pawns in the game of life. There are good and bad men 
of education. existing in all sections of the industry ;  unfortu- 
pond ae we ae of this and sway the men how 
they. wi 


Eltham, 
April 16th, 1922. 


George Наана, 
Electrician. 


the earlier in date. 


figures of cable 


Early: Lampholder Patents. 


Under the heading of " New Electrical Devices," I notice: 


a description of the '' Onoroff’’ lampholder, which might 
lead your readers to infer that the idea underlymg the design 
is entirely novel. This is far from being the cuse, as you 
will see from the photograph which I enclose of lampholders 
in my collection which were on the market about thirty- 
five years ago. ; 

Lhe bayonet-cap lampholder was introduced in the 
“ eighties,” the Dornfeld patent under which it was manu- 
factured being dived January, 1884. At first the lamp 
caps were short brass tubes fille d with pluster of paris, having 
two brass contacts embedded in the plaster. This was im- 
proved upon by Mr. Alfred Swan (a brother of Sir Joseph 
Swan) who conceived the idea of making the cap of black 
pressed glass, which he’ called '* Vitrite," with the metal 
contacts cast in. He established the Vitrite Works, at Gates- 
head, and proceeded to apply the method to the manu- 
facture of lampholders as well as caps. The photograph shows 
two patterns of Vitrite lampholders, the one on the right being 
In both holders the brass tube hae two 
pips projecting inwards which engage with bayonet joint 
grooves formed in the Vitrite base. In the holder on the 
right the springiness of the split brass tube is relied upon 
to keep it in place, but the one on the left has a screwed 
ring which can be forced on to the base, thus fixing the 
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relative positions of base and tube. Both bases hi screwed 
brass nipples, and terminals which carry the spring piston 
contacts, cast into the Vitrite. It is interesting to note that 
the lamp cap shown has the pins engaging the bayonet 
slots formed of the Vitrite itself, though later patterns have 
brass pins cast in. The lamp shown on the left is one 
having platinum loop contacts and is carried in an '' Adapter," 

which was introduced to tide over the transition stage be- 
tween loop lamps and capped lamps. The surface of the 
Vitrite cap was so hard and smooth, as compared with the 
plaster-filled cap, that it soon occurred to me that a form 
of cheap switch lampholder could be produced by having 
a bayonet-joint slot extending on both sides of the opening. 
I visited Mr. Swan at his works and made the suggestion 
to him, with the result that he immediately put it into 
practice, and placed on the market the holders shown above. 
Owing to the brittleness of the Vitrite the holders were 
not much of a success, but brass caps with Vitrite faces 
having the contact plates cast in have survived, and are 
now used almost universally for bayonet-capped lamps. 


| J. Н. Holmes. 
Newcastle-upon-Tyne, 
April 15th, 1922. 


Dundee and the German Quotation for Cable. 


I am sorry to note from your issue, of April 7th, that 
Dundee Oorporation has placed an order with a German 
cable manufacturer at a price 10 per cent. lower than the 
nearest British offer. (So Germany did win the war after 
all!) I am more sorry to note that Mr. H. Richardson, the 
engineer, ‘‘ pointed out that if they let it go out that they 
weré shutting the door to Continental tenderers it would 
mean the payment of scores of thousands more in the future." 

Mr. Richardson evidently wants to convey to his committee 
that there is no competition by cable manufacturers of this 
country. If he thinks so, he is wrong. From the published 
“ tenders accepted," I can tell him that for 
some types, cable makers quite evidently, often sell either 
at very little over cost, at cost, or below cost, because of 
internal competition. 

Perhaps Mr. Richardson would like to see electric cable 
manufacture in this country reduced to that stage of com 
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petition ms: it would be difficult to get a reliable cable, 

and when all cable workers and staff would be abominably 
Eg As an employé in the cable industry, I want to 
get a reasonable living. Mr. Richardson wants to reduce 
me below the level of the Germun worker. 

I suppose Mr. Richardson is still a member of the Associ- 
ated Municipal Electrical Engineers of Great Britain and 
Ireland, which fixes, on a very high plane, the scale of 
silary on which municipal electrical engineers should be 
pid. If he 1s a member, he should resign at once, if he 
wishes to be «consistent. 

The cable makers of this country might very conceivably 
obtain their supplies of jute yarn from Germany, at a lower 
price than from Dundee. This might not ultimately benefit 
the cable makers, but it would be unfortunate for Dundee. 

The great pity is that, as Germany has put the world in 
its present chaotic condition, Mr. Richardson thinks it neces- 
ary for him to hasten to do his hit to help Germany get 
on her legs first, and as soon as possible. 


April 13th, 1922 


Othello. 


Rats v. C.T.S. 


Many silly advertisements have been inflicted upon us 
with reference to the above svstem of wiring. apparently 
with the idea of making the contractor smile, thereby ensuring 
an order. The advertisement appearing under the above 
heading in the ELectricaL Revirw, of April lth. has no 
suspicion" of hymour in its composition; as а matter of 
fact one can scarcely ко any firm stooping to in methods 
to коң business. 


The whole affair can ony be described as fiendishly ба]: 
This letter is not written by anyone interested in any 
rival system, but by just an ordinary contractor who signs 
himself— 
| Completely Disgusted. 
April 13th, 1922. 


It was with feelings of disgust that, on looking iraq ie 
your valued journal to-day, I came across an advertisement, 
re C.T.S. Surely the firm m question are not so hard driven 
to obtain business that they are compelled to revert to the 
practice of starving a rat to prove their contention that ms 
class of cable is " ratproof?” | 

The mere fact of imprisoning а rat, to secure evidence, 15, 
to my mind, a form of cruelty, which I sincerely hope will 
be investigated by the R.S.P. С.А. 

Some months ago, during а lecture on the good and bad 
points of C.T.S., by one of this firm’s representatives, a case 
was cited where rats on a whaler were responsible for des- 
troying a considerable amount of this cable, while the vessel. 
was being reconditioned. I am not sure, but believe the 
ship in question came from South Georgia. Be that as it 
may, the torturing by a responsible firm of & dumb creature 
for the purpose of filthy lucre is a disgrace, and should not 
be tolerated by any decent-minded person. 

By all means destroy rats, but do not inflict torture, for 
what is purely an advertising stunt. A 
Disgusted. 

© Anril 15th, 19% 

[Tt is hardly necessary to say that we sympathise with the 
feelings of both 2d our correspondents. PERDE Esc, BEY. ) 


BUSINESS NOTES. 


А. 


‘Bankruptcy ` Proceedings.— CHARLES GODOLPHIN BENNETT, 
(6, Mark Lane, E.C.—An application was made last week to 
Mr. Registrar Hope at the London Bankruptcy Court for 
approval to a scheme for the payment of a composition of 
ix. ëd. in the £. The Official Receiver reported that the 
debtor failed in December, 1021, with liabilities £1,422 and 
asets valued at £103. He was a commission agent carrying 
on business as Bennett Bros. In March, 1916, he became asso- 
ciated with another person in experimenting with and putting 
on the market an electric switchholder, and he financed the 
project to the extent of £2,000. The failure was attributed to 
lack of capital and to a total loss of £2,547 sustained 1n con- 
nection with the electric switchholder. The Official Receiver 
further reported that proofs to the amount of £214 had been 
withdrawn, and another proof for £267 would not be pressed, 
as the creditor was willing to rely upon the security he had 
in hand. His Honour agreed that the terms of the com- 
Position were reasonable and calculated to benefit the creditors ; 
he Pi the scheme to be approved and the receiving order 
Tescinde 


J. F. Luptow and R. R. LupLow (trading in co-partnership 


as Ludlow Bros., electrical contractors. 196, Church Road, 
Redfield, Bristol). The following are creditors herein :— 

£ ` £ 

English Electric & Siemens Siemens Bros. & Co., Ltd. ... 40 

Supplies, Ltd. —... Rose Bros. i .. 21 

Edison Swan Electric Co. Ltd. 35 Simpson, Raker & Co: n e. 53 

Exo Electric Маши Shatford, C. H. gie e. 53 


Co., Ltd. odes n 


PRANK BAGUE: clerical engineer (Frank Raweliffe and 
(о.), 8, Nun Street, Neweastle-on-Tyne.—The first meeting 
of the creditors was held on April lith at the Ofticial Re- 
celver's oilice, Pearl Buildings, 4, Northumberland Street, 
Neweastle-on-T'yne. The statement of affairs showed liabili- 
tes of 43.906, against assets of £11. The Officia! Receiver 
stated that a limited company had been formed in August, 
"nl, to take over the liabilities. This company was now in 
voluntary liquidation, and there had been a suggestion of a 
payment of 10s. in the £ by means of debentures, liquidated 
every three: months. Debtor stated that the whole of the 
creditors could claim against the limited company and get 10s. 
m the £. The meeting was adjourned. 

F. S. Окмохрв (carrying on business in кише ир with 
another as the Soho Electrical Works), electrician, 125, Isling- 
ton, Liverpool.—Receiving order made April Sth. on debtor's 
own petition. 

E. Соокѕох (W. Turnbull & Co.), automobile, electrical, and 
mevhanical engineer, Express Magneto Repair Works, Eliza- 
beh Street and Charles Street, Blackpool.—First meeting 
April 20th at the Official Receiver's oftices, Preston. Public 
examination, April 21st, at the Court House, Blackpool. 

S. HOLMES (Holmes & Co:), electrical contrac tor, Palatine 
Chambers, Halifax.—Receiving order made April lith on 
debtor's own petition. First meeting April 25th. Public 
“amination May I9th, both at the County Court, Halifax. 

A. Vivian, electrical engineer. 180, Grav's Inn Road, W.C.— 
Receiving order made April 10th on creditor's petition. First 
meeting “April 26th. Public examination June 20th, both ut 
"06 Street, W.C. ES 


Company Liquidations.—Howaxp ЁЗ ENGINRERIRG 
Co., Lrp.—A petition for the winding-up hae been presented 
to the High Court by W. Gowland (Gowland Bros.), East- 
bourne, and will be heard in London on April 25th. 

Bisuors CASTLE ELECTRIC LIGHT AND. Power Co., Lrp.—A 
petition for the winding-up has been presented to the County 
Court of Hereford by the Premier Accumulator Co. (1921), 
Ltd., of Northampton, and will be heard at the County Court, 
Leominster, on May 8th. 

J. T. CALLAGHAN & Co.—Winding up voluntarily. re 
tor: Mr. W. Eaves, 15, Fountain Street, Manchester. 

В.Е. Со. (or LONDON AND BIRMINGHAM), Lrp.—Particulars 
of claims had to be sent to the liquidator, Mr. F. Rowland, 70, 
Queen Victoria Street, E.C., by April 2th. - 

Copes, IAD. —Meeting ! May 17th at 24/25, Fenchurch: Street, 
E.C., to hear an account of the winding-up from the liquidator. 
Mr. J. W. Starkey. 

NaTIONAL ELECTRIC SuPPLY Co., Lrp.—Winding up volun- 
tarily, owing to the sale of the undertaking to the Preston 
Corporation. Liquidator: Mr. W. H. Ainsworth, 11, Winck- 
ley Street, Preston. Meeting April 25th. 

Е. О. F. Synpicate, Ltrp.—Meeting of member May 19th 
at 20, Lawrence Lane, E.C.2, to hear an account of the 
winding-up from the liquidator, Mr. A. N. Stockdale. 

Nuxn Rinspate & Co., Lrp.—At an extraordinary general 
meeting, held on April 4th, it was decided that the company, 
by reason of its habilities, is unable to continue business, and 
that it is advisable to wind it up. ы W. В. Тау lor, chair- 
man. 

Dissolutions of Partnership. -SuriGn & Woon, electrical 
and mechanical engineers, Consett Chambers, Newcastle-on- 
Tyne.—Messrs. L. Wood and H. Mearns have dissolved part- 
nership. Mr. Wood will carry on the business alone. - 

Jonn E. FavELL & Co., electrical merchants; 2, North Street, 
Newcastle-on-Tyne. —Mr. J. E. Favell and Mr. T. D. Martin 
have dissolved partnership. Debts will be attended to by Mr. 
Favell, who will continue the business under the same style. 

Dunster. & Bacon, electricians, 19, North Holmes Road, 
Canterbury.—Messrs. C. G. Dunster and. V. E. Bacon have 
dissolved partnership. se Мы ч, 

Trade Anneuncements.—Mn. FreD. Saaw, late technical 
manager and chief designer for Messrs. W. Robinson & Co., 
electric hoist manufacturers, of Birmingham, has now started 
in business at Guildhall Buildings, Navigation Street, .Bir- 
mingham, as a consulting, mechanical, and electrical engineer, 
also as a manufacturers’ agent, and is representing. Messrs. 
Rowland Priest, of Cradley Heath, for electric and band- 
power lifting appliances; Messrs. N. Horsfall & Co., of Man- 
chester, for electric goods and passenger lifts; and the Spring- 
field Electric Co., of Guiseley, for a.c. motors. » 

Hypro-Evrctric POWER AND METALLURGICAL Co.—A finan- 
clal paper states that a Ineeting is to be held in Melbourne on 
April 2186 for the purpose of considering а resolution that the 
name of the company be changed to Carbide and Electro Pro- 
ducts, Ltd. 

Messrs. Bass & Co., electrical engineers, 402. Essex Road. 
London, N.1. announce that the business has, been sold by the 
proprietor, Mr. R. A. Jones, to Mr. Н.Н. наш who will 
trade under the LA nare., 
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THE SOLIDITE MANUFACTURING Co., LrD., of 98, John Street, 
Bedford Row, London, W.C.1, has been formed to take over 
the business of the Improved Solidite Co., Ltd., of Wande- 
worth. The new company has taken commodious works at 
Mitcham, where it will do business in any class of insula- 
tion material. All correspondence should be sent to the head 
office, as above, which is also the address of the company's 
sales managers, Messrs. Harwell, Ltd. > 


Catalogues and Lists.—THe WniTwonTH ELECTRIC LAMP 
Co., Lrp., 195, North End Road, West Kensington, W.14.— 
April net trade price list of electric lamps and lighting acces- 
sories. 

STERLING TELEPHONE AND ELECTRIC Co., TaD., 210-212, Tot- 
tenham Court Road, W.1.—Pamphlets Nos. 316 and 317, 
giving illustrations, prices, and particulars of wireless tele- 
graphy headgear receivers. 

THE I.T.C., LTD., 8, Princes Street, Westminster, S.W 1.— 
Two illustrated pamphlets advertising the ‘‘ New System ” 
automatic intercommunication telephones. 

THE RELY-4-BELL BURGLAR AND Еве ALARM Co., LrD., 80, 
Coleman Street, E.C.2.—An illustrated folder advertising the 
firm's alarm system. 

Messrs. GILLESPIE & BraALeES, Amberley House, Norfolk 
Street, London, W.C.2.—Folder announcing reduced prices 
for their '' Nilfisk " electric suction cleaners, models A 
C, and D. 

HuNTALITE, Ltp., 95, Newman Street, W.1.—An illustrated 
and priced pamphlet advertising candle lamps and accessories. 

THE RnugosTaTIC Co., Slough, Bucks.—An illustrated booklet 
describing unbreakable and non-corrodible resistance grids. 


Private Arrangement.— WEBSTER & Son, Rendezvous Street, 
Folkestone, electrical engineers, &c.—In response to a cir- 
cular letter issued by Mr. W. J. Bennett, accountant, of 173, 
Fleet Street, London, E.C., a meeting of the creditors herein 
was held recently, at Anderton’s Hotel, Fleet Street, E.C. 
The statement of affairs presented showed liabilities of £4,347, 
made up as follows:—Trade creditors, £3,491; bank over- 
draft, £475; and cash creditors, £381. After allowing £264 
for preferential claims, the assets were estimated to realise 
£3.707, ог a deficiency of £640. The assets consisted of good 
book debts £1,592; doubtful and bad debts £608, expected to 
produce £125; stock £2,031, valued at £1,500; work in progress 
£101; fixtures and fittings £343, estimated to realise £150; 
plant, machinery and tools £770, valued at £285; deposits 
£11 10s.; and cars £236, expected to produce £106. It was 
stated that the bank was unsecured except for two insur- 
ance policies, which had been deposited with it. The 
business was an old-established one, having been founded 
nearly 50 years ago. During the year ended March 31st, 1920, 
there was a net profit of about £300, while during the fol- 
lowing 12 months there was a loss of £290. During the next 
six months there was a loss of about £900. Since that date 
the trade had improved, and during the period between Octo- 
ber 21st, 1921, and February 20th last, there was a net pro- 
fit of rather more than £260. The present position was largely 
due to the general slump in trade, and lack of capital. Several 
creditors expressed sympathy with the debtors, and one of 
the largest creditors said he had inspected the premises, which 
were well-equipped with good stock. Owing to pressing 
creditors a deed of assignment had been executed to Mr. W. J. 
Bennett, and after some discussion it was decided to confirm 
the deed, while a committee of five of the principal creditors 
was appointed to decide the course to be adopted for the 
carrying on of the business. 


For Sale.—By direction of the High Court, Mr. H. 
Holmes, of Messrs. H. Holmes & Co. (in conjunction with 
Messrs. Т. Farmer & Sons), will sell by auction on May 3rd 
at Winchester House, Old Broad Street, E.C., the freehold 
manufacturing premises, consisting of several blocks of build- 
ings fitted with lifts. central heating, electric power, &c., at 
Grafton Road, Kentish Town, lately occupied by Messrs. 
John Brinsmead & Sons. 

Peterborough Corporation Electricity Department invites 
offers for one 500-kW d.c. turbo-generator. one 240-kW 
Belliss-Crompton steam dynamo. six Lancashire boilers, two 
steam pumps,.fan, valves, and piping. (See our advertisement 
pages to-day.) 

Unemployment.—There was an increase of 2,753 in the 
total unemployed registered on April 3rd, the number being 
1,742,517. The number of people working short time on April 
3rd was 209,000, a decrease of 13,690 on the week. Relief 


schemes are reported to have absorbed, up to April Ist, 
137,700 workers. | 


L.C.C. and Foreign Tenders for Stores.—The High- 
wavs Committee reporta that in connection with the selec- 
tion of names of firms to be placed on Ње lists, for certain 
classes of tramway stores, materials, &c., the question 
of the inclusion of the names of foreign firms arose. Tn view, 
however. of the fact that some time would necessarily elapse 
before the suitabilitv of such firms to tender for the 
class of materials required could be ascertained, it was de- 
cided, so far as concerned contracts for which arrangements 
had to be made at an early date, to include only British firms. 
and it consulted the General Purposes Committee on the ques- 
fion of including in future selected list& the names of foreign 
firms. In conformity with the opinion expressed by the 
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Committee, it has decided not to include the names of such 
firms on the lists. At the same time it desires to make it 
clear that in any case in which there are reasogable grounds 
for believing that tenders are not being submitted on an in- 
dependent basis and that advantage is being taken of the 
limitation to British firms, it will not hesitate to invite ten- 
ders by advertisement, in which case foreign firms will be at 
liberty to tender equally with British firms. 


The Handicapped Indian Electrical Industry.—Indian In. 
dustries and Power, in a recent editorial note, said that in 
view of the importance of electricity in the development of 
Indian industries, it would be thought that special encourage- 
ment would be given to the electrical industry. Such, how- 
ever, is not the case, and the industry labours under a 
number of fiscal impositions. Invidious distinctions have 
been made between electrical and other apparatus. For in. 
stance, while shafting and belting are assessed according to 
the present tariff at 24 per cent., electric cables and trolley 
wires, serving the same purpose—the transmission of power, 
are subjected to a rate of 11 per cent.; insulators and instru. 
ments are also rated at this level. In the case of electric lifts 
all but the motor and gearing are charged at 11 per cent. 
whereas, if the parts were ordered separately as iron or steel 
hardware, only 24 per cent. would have to be paid. When 
relief is granted it is in a peculiar fashion. Formerly all 
switchgear was charged at 11 per cent., but, upon the receipt 
of protests, the Government decided to charge all starters and 
switchgear on high-pressure circuits at 24 per cent. Thus the 
smaller users still retained the burden while large firms taking 
bulk supplies received relief. Another example of faulty 
rating is that while telephones are charged at 11 per cent. 
telegraph apparatus is rated at 24 per cent. A movement іх 
on foot to secure that all electrical apparatus shall be treated 
as power-driven machinery and charged at 2} per cent. 


The Building Exhibition.—The Building Trades Exhibi. 
tion at Olympia, which closes on April 27th, is concerned chiefly 
with the design, erection, and decoration of houses, shops, 
&c., and the electrical industry does not figure very largely in 
the show. Two or three firms exhibit electric lifts. Mepway's 
SAFETY Lirr Co., Lrp., shows a working passenger lift, ar- 
ranged for both automatic push-button operation and саг 
switch control, fitted with tamper-proof locks and a decelerat- 
ing device. This firm also shows a model lift with an electric 
door-operating device, as well as a service lift and a travelling 
pulley block. Messrs. WavcGooDp-Oris, LrD., also have а 
demonstration passenger lift in operation, the special feature 
of which is the overspeed braking device. On this stand are 
also examples of lift engines, controllers, and model lifts. 
Messrs. Marryat & Scott, LTD., also show lifts and acces 
sories, including an automatic yate-locking device, which 1s 
demonstrated; and a '" trip indicator " recording the number 
of journeys ара the duration of each. The FALKIRK [RON Со, 
LTD., shows a number of electric irons and the "' Double 
Ray ” heater, which can be used for toasting or cooking sma!! 
quantities of food. Numerous examples of its '' New System ^ 
intercommunication telephones are displayed by the TELE- 
PHONE MANUFACTURING Co. (1920), LTD., including ‘“ larynga- 
phones" and а loud-speaking telephone which enables a 
works manager to be spoken to from any part of the works 
und to reply without going near the instrument. Among the 
trucks, barrows, &c., exhibited by Mr. Н. C. SLINGsBY 15 an 
electric truck, with elevating platform, of American design. 
Vacuuin cleaning apparatus 15 shown by the BRITISH Vactr™ 
CLEANER Co., LTD., and the STURTEVANT ENGINFERING Co.. 
LTD. Several firms have examples of concrete mixers, and 
there are numerous electrically-driven machines for wood- 
working, rock crushing, and other purposes. A noticeable 
feature of the show is the popularity of the advertising globes 
содор eoloured transparencies revolving round an electric 
amp. 


Certificates of Origin for Belgium.—The Board of Trade 
Journal, dated April 13th, contained a model certificate of 
origin such as is required by the Belgian Government in the 
case of many classes of goods imported into Belgium. It takes 
the form of a declaration that the articles were not made in 
Germany; the country of origin has to be given: and the 
certificate has to be attested by a Consular officer or à 
Chamber of Commerce. 


Our Foreign Trade.—Marca Ficures.—The following were 
the values of imports and exports of electrical goods and ma- 
chinery during March, 1922 :— 


3 months, 
March, 1922. 
Imports.— 1922. Ine. or dec. Ine. or dec. 
Electrical goods and £ £ £ 
apparatus ii 115.510 — 109,899 ~ 368,62) 
Machinery 774,345 -521,304 — - 2, 177801 
Erports.-— 
Electrical goods and 
apparatus 629.471 -52,247  - 1,533.94 
Machinery 5,882,023 -1,417,675 -5.439.515 
Re-erports.— 
Electrical goods and 
apparatus | ae 17,676 — 12.648 — 39.611 
Machinery §2,999 — 5,694 ~ 69,955 
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Social Event.—On April 8th the members of the G.E.R. 
Electrical Department at Parkston Quay held their second 
annual electrically-cooked dinner at Harwich. Mr. J. H. 
Child occupied the chair and spoke of the progress which the 
department had made in a few vears. Messrs. C. Orvis and 
Abbott were presented with wallets of Treasury notes upon 
their retirement, and an excellent musical programme was 
provided. 


Chinese Notes.—The Chinese Merchants’ Electric Co., in 
Nantao, Shanghai, consists of two departments, tramways 
and electric hghting. The business in both departments was 
prosperous last year. Тһе company hopes to extend its 
tramway service on Chung Hwa Road. A newly imported 
electric plant 18 to be installed soon. 

The Haiping Hydro-Electric Co.. in Peitaiho, has been 
registered by the Ministry of Agriculture and Commerce. 


Electrical Trade Openings in the Netherlands.—According 
to information forwarded by H.M. Consul-General, at Rotter- 
dam, to the Department of Overseas Trade, the following 
undertakings may lead to openings for British trade :— 

(Koog a/d Zaan) The Managing Board of the Starch Fac- 
tory “ De Beijenkorf," formerly M. K. Honig, of Koog аап 
de Zaan, intend adding to their works a new water-pump sta- 
tion with electric motors. Work will commence in a few 
months' time. | 

The Munwipal Electric Works at Haarlem (address: Har- 
men Jansweg 131), intend extending the electric power station, 
we gld.248,000; work will be commenced as soon as pos- 
sible. 

A loan of gld.2,400,000 (divided into 9,400 7 per cent. bonds, 
of gld.1,000 each. is being raised by the Oost-Java Stoom- 
tram Maatschappij for the purpose of completing the electri- 
fication of their lines at Soerabaja, Dutch East Indies. A 
double track will be laid down with a total length of about 
2] kilometres. 


The Trade Facilities Act and Electrical Schemes.—There 
was Issued last week White Paper No. 62 (Н.М. Stationery 
Otfice) containing a statement concerning guarantees which 
the Treasury has announced its willingness to give, under 
the Trade Facilities Act, 1921, for the payment of loans to be 
applied towards the carrying out of capital undertakings. 

The total sunt involved in loans is. 14 ,955,145, £11,500,000 
being for two electric railway Schemes. Principal and interest 
are guaranteed, and the periods for repayment of the loans 
range from four to fifty years. The list includes the follow- 
Ing :— 

Calcutta Electric Supply Corporation, £500,000 (25 years; 
redeemable after Jd years). Purchase and installation. of 
additional generating plant and buildings, additional high- 
pressure cables and transformers, and additional direct-current 
mains. 

Underground Railways, £5.044).000 (50 years). Enlargement 
of tunnel of the City and South London Railway, improve- 
ment of stations and provision of new rolling stock; and the 
extension of London Eleetric Railway from Golder's Green to 
Edgware. 

Minehead Electric Supply Co., £4,500 (25 years). 
of generator and overhead mains. 

South-Eastern and Chatham Railway Co., £6,500,000 (25 
years). Electrification of suburban lines. 

Kent Electric Power Co., £15,600 (20 vears). Provision of 
mains, transforming apparatus and station plant. . 


Frovision 


German Glow Lamp Prices.—The Association of German 
Glow Lamp Works has increased the war-time addition on 
vacuum and gasfilled metal filament lamps from 400 to 550 
per cent., and that on pocket lumps and telephone lamps from 
20 to 650 per cent. 


Book Notices.—U.S. Bureau of Standards. Technologic 
Paper No. 208, '' Weighing by Substitution” (5 cents); 
and Scientic Paper No. 423, " The Radio Direction Finder 
and its Application to Navigation '' (15 cents). Washington : 
Government Printing Office —The second paper is a review 
of radio direction-finding methods and a long, illustrated 
description of the system developed by the Bureau of 
Standards is given. In the same connection, a copy of the 
" Radio Service Bulletin.” issued monthly by the Bureau of 
Navigation, which has also been received, is of interest. This 
contains information relating to wireless navigation, including 
call signals, particulars of stations, and a great amount of 
technical information. 

Messes, JonNsON & Рнилтге. Ltp., have sent us No. 8 of 
their " Transformer Abstracts," a series of booklets which 
should prove ot great service to all who have to deal with 
transformers. This number is deveted to the influence of 
transformer connections on third harmonic. voltages and cur- 
rents--a subiect dealt with m our. columns some time ago 
(March Ith, I5th, and 25th, 1921). The previous "' Abstracts ” 
cover a wide field. The earlier. issues. contain information 
upon the construction of transformers; methods of making 
Inquiries; and tendering. Then testing methods are ex- 
plained, showing that “J. & P." transformers are carefully 
tested to ensure the fulfilment of the guaranteed perform- 
ances. The tests upon ratio, impedance, insulation resistance, 
iron loss, &c., are included. Heat-run tests, which are made 
if required, receive separate treatment. Packing, examination, 


installation, and maintenance also receive attention. Other 
subjects covered by the series are the drying-out of trans- 
formers on site and switching-in current rushes. 

Post Оћсе Electrical. Engineers’ Journal —Vol. XV, part 
1. April, 1922. London: The Electrical Review, Ltd. Price 
55. net. 

`* Metropolitan-Vickers Gazette," March.—Included in this 
issue are illustrated articles on "' The Reconstruction of the 
Devastated French Winding Equipments," by Mr. J. F. 
Perry, A.M.I.E.E.; " Notes on Lightning and Lightning 
Arresters," by Mr. А. Bannister, B.Sc.;  ''Air- break 
Switches,” &c. 

The British Engineers’ Association has issued a Special 
Economie number (March) of its Bulletin, discussing ‘* Some 
Economic Realities and Reflections of Concern to British En- 
gineers,’’ and examining some of the salient features of the 
present Industrial situation and their implications. 

" Welfare Work," Apri, 1922. London: Welfare 
Workers’ Institute.—The features of this number are articles 
on the present position of Trade Boards, and employes’ service 
work from an American point of view; and reviews of foreign 
industrial developments, recent legislation, and the Society's 
activities. 

Messrs, CLEWORTH, WHEAL & Co., LTD., Grange Engineer- 
ing Works, Trows Lane, Castleton, near Manchester, have 
sent us a booklet containing a complete set of hygrometrical 
tables for wet and dry bulb temperatures, published with the . 
permission of Prof. James Glaisher, F.R.S. The temperature 
of the dew point, the elastic force of vapour, the weight of 
vapour in a cubic foot of air, degree of humidity, and. the 
weight of & cubic foot of air are given for temperatures be- 
tween 30 and 100 deg. F. 


Cable Manufacture in Holland.—The report for 1921 of 
the directors of the N.V. Nederlandsche Kabelfabriek states 
that the company was one of the many which suffered 
from the pressure of the times, partly as a consequence 
of the difference between the wages paid in Holland and 
those in Germany. Attention was directed in the report 
for 1920 to the increase in the percentage taken by the 
share of wages in the costs of production, and this had not de- 
creased in the past year since the prices of raw materials had 
fallen to the pre-war level. German competition in. Holland, 
which rendered it impossible in 1920 to obtain at least re- 
inunerative prices, had become accentuated in the meantime. 
The directors were confident that the moment was not far 
distant when this unsound condition. must come to an end, 
either by an advance in the standard of living of the work- 
шеп in Germany or by a reduction of that in Holland. An 
influence in this direction could also be manifested by the 
fact that the enormous stocks which were placed on the Ger- 
man market after the termination of the state of war were 
being slowly consumed, and the Germans, with their depre- 
ciated currency, had to go and make purchases in the world’s 
markets. 

After these far from stimulating observations, the report 
proceeds to state that the working results in 1921 were not 
unsatisfactory. This situation for a considerable part Was 
contributed to by the gradually extending sales in other 
countries, where the company in many cases only had to meet 
the competition of English firms. The development of the 
agencies in different countries was proceeding regularly. and 
it was expected that the export trade, which was first taken 
in hand in the autumn of 1920, would at one time absorb a 
large portion of the production. А second factor which 
sfiected the favourable results was the influence exercised by 
the rolling mill on the sale of rolled copper wire which was 
delivered to third parties. The new works’ buildings were 
completed, and the lead press, one of the largest capacity, 
and the necessary machines were erected. The company con- 
tinued to enjoy the confidence of customers, and if the latter 
purchased cables elsewhere it was solely due to the difference 
in the price. The gross profits amount to 1,106,000 florins, as 
compared with 1,558,000 florins in 1920. After writing off 
422.000 florins for depreciation, as against 594,000 florins, and 
making other allocations, the net profits are returned at 
625,000 florins, as contrasted with 951,000 in 1920. The direc- 
tors recommend a dividend at the rate of 17 per cent., as 
against 23 per cent. in the previous year. 


Belgian Cable Manufacturing Company.—The report of 
the Société Belge pour la Fabrication des Cables et Fils Elec- 


triques states that the net profits in 1921 amount to 750,000 fr., 


as compared with 1,248,000 fr. in the previous year. It is pro- 
posed to pay a dividend at the gross rate of 36.10 fr. per 
share, as against 45.62 fr. in 1920. The company shared in 
the increase in the capital of the Société des Cables et Tubes 
du Nord of Roubaix, which is the new title of the company 
formed in Paris in 1913 to «ell the Belgian company's manu- 
factures in France. But as it is no longer possible for this 
sale business to be transacted owing to the considerable in- 
crease in the French import duties, the Roubaix company 15 
erecting a factory which will soon be brought into activity. 


Brazilian Railway Tenders.—It is reported from Rio de 
Janeiro that the tenders sent in for the work of electrifying 
the Central Brazil Railwav. the time for receiving which ex- 
pired with March, emanated solely from British and American 
firms. 
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Applications for British Trade Marks.—Appended we give 
a summary of the recent applications for British trade marks 
in respect of goods and productions connected with the elec- 
trica] trades and industries. Those who desire to enter an 
opposition to any of the applications have one month in which 
to do so from the dates given below. 

Little Giant. No. 41,242. Class 6.—Electrical tools, &c. 
Greenfield Tap and Die Co., Deerfield Street, Greenfield, Mass., 
U.S.A. (White, Langner, Stephens & Parry, 58-90, Chancery 
Lane, London, W.C.). April 12th, 1922 

Stomas: No. 422,413. Clase S Ineulsted electric cable. 
Fuller's United Electrical W orks, Ltd., Grove Road, Chad- 
well Heath, Essex. April 12th, 1922 

Amporos. No. 422,595. Class à — Charged porous pots for 
primary batteries. The India Rubber, Gutta Percha and 
Telegraph Works, Ltd., 106, Cannon Street, London, E.C. 
April 12th, 1992. _ ne M 

Simplex. No. 429,898. Class 13.— Electrical apparatus 
und fittings of metal. Laurence Maxwell Waterhouse, trad- 
ing as the L. M. Waterhouse Electric Co., 19, Rathbone Place, 
Oxford Street, London, W.C.. April 12th, 1922. 

Thermozote. No. 422,903. Class 50.—Electrical insulating 
substances of asbestos, mica, resin, oils, and bitumen. 
Charles Lancaster Marshall, “ Dunoon.” Doyle Gardens, 
Harlesden, N.W. April 12th, 1922 | 


—€—— PEE = 


LIGHTING AND POWER NOTES. 


Australia.—WaGGA (N.S.W.).—The scheme for supplying the 
district with electricity 18 nearing completion and the elec- 
tricity for street lighting will be switched on on May Ist. 
The scheme, when completed, will have cost £75,000. 

VicTORIA.—At a conference of western district municipali- 
ties, held at Camperdown, Sir John Marsh, chairman of the 
State Electricity Commission, explained the Commission's 
scheme for the supplying of electricity in bulk to the western 
district. The estimated cost of the scheme in its initial stages 
is £122,000, rising to £146,000 on completion. 

WanRnINGAH. (N.S.W.).—The Shire Council proposes raising 
a loan of £23,000 for the purpose of carrying out an electricity 
supplv scheme. It is intended to purchase a bulk supply of 
electricity from the Sydney City ‘Council. | 


Bradford.—ExtTensions.—As the result of a recent canvass: 


of the residents at Wyke and district the Bradford Electricity 
Committee has recommended that the engineer be authorised 
to proceed with the laying of distributing cables, the pro- 
vision of a transformer chamber, and other necessary works, 
the cost (approximately £5,415) to be defrayed out of borrow- 
ing powers recently authorised. | í 


Bedworth.—STnrET LiGHTING.—The Parish Council has en- 
tered into a contract with the Leicestershire & Warwickshire 
Electric Light & Power Co., Ltd., for lighting the streets 
for a period of three years. : | ` 


Bootle.—S4LE or UNDERTAKING OpposeD.—A petition signed 
by a large number of consumers of electricity has been sent 
to the Electricity Commissioners and to the Town Clerks of 
Liverpool and Bootle opposing the proposed sale of the elec- 
tricity undertaking to the Liverpool Corporation, the agree- 
ment to which has been signed and sealed by both Corpora- 
tions, and awaits confirmation by the Electricity Commis- 
sioners. It is stated by the petitioners that the agreement 
(1) was come to by Bootle T.C. without consulting the bur- 
gesses of the borough and without due consideration; (2) 
contains no provisions at all to protect the petitioners’ rights, 
and leaves the future prices to be charged for electricity to 
the absolute discretion of the Liverpool Corporation, and 
does not provide for a cheap and abundant supply; and (3) 
if it is advisable for the electricity undertakings to become 
a joint undertaking they should be worked jointly only on а 
partnership basis. 


Blackburn.—ORDER | APPROVED. —The Electricity (Exten- 
sion) Special Order 1922, granting the Corporation power to 
supply electricity to the urban districts of Rishton and Great 
Harwood and the parishes of Wilpshire, Ramsgreaves, and 
Clayton-le-Dale, has now been approved by Parliament. 


Budleigh Salterton.—ELectricity ScPPLY.—The U.D.C. is 
applying to the Electricity Commissioners for authority to 
generate and supply electricity for all public and private pur- 
poses within the urban district of Budleigh Salterton. 


Canada.—OwTanto.—In the Ontario Legislature on April 
12th, it was decided to appoint a Royal Commission to conduct 
an investigation into the estimates and expenditure of the 
Hvdro-Electrie Power Commission. This has arisen through 
expenditure being greatly in excess of estimates. 


Continental.—F'iN: AN p.—The Finnish Water Power Commit- 
tee has asked the Ministrv for Communications to include in 
the Budget for 1923 an estimate of 22.000,000 marks for works 
i| connection with the projected exploitation of the Imatra 
Falls and 250,000 marks for the purpose of investigations in 
connection with other waterfalls belonging to the State. 


France.—A committee representing 71 communes in the 
Cantons of Rumigny, Signy-le-Petit, and Chaumont-Porcien, 
in the Ardennes, has recently been appointed to draw up 
a scheme for the establishment of a station to supply the 
district with electricity for lighting and power purposes. 

Dundalk.—loan.—The Urban Council has asked the Irish 
Minister of Economics to sanction a loan of £18,000 to extend 
the municipal electrical works. 


 Glasgow.—NEkw Svus-staTions.—The Dean of Guild Court 
has granted permission to the Corporation to erect electricity 
sub-stations at Alexandra Parade and Greenhead Street. 

ARKA OF SurPLy.—The Electricity Committee has recom- 
mended that application be made to the Electricity Commis- 
sioners for a Special Order for power to extend its area oí 
supply to Killermont, Lambhill, Bishopbriggs, Rob Royston, 
Millerston, &c. 

Guildford.—REPonT ON EXTENSIONS.—Mr. G. W. Spencer 
Hawes has submitted to the Corporation a report on the ex- 
tensions required at the electricity works. Owing to the 
increased load it has recently been necessary to run all the 
plant: installed, including reserve machines, and Mr. Hawes 
therefore recommends the purchase of either. (a) a 500-К\\ 
d.c. geared turbo-generator from the Peterborough Corpora- 
tion; or (b) a Howden triple-expansion engine coupled to a 
300-kW Crompton d.c. generator from the Harrow under- 
taking. A new 12,000 lb. per hour boiler is required. 
together with a superheater and mechanical stoker. Induced 
draught apparatus should also be installed. Mr.. Hawes says 
that the present switchboard requires replacement. As re- 
gards cables, he suggests the installation of two-new feeder 
mains, 370 yards of .2 sq. in., and 960 yards of .4 sq. in., and 
also 7,000 yards of three-core distributing mains. The con- 


sultant estimates the total cost at £20,000. The cost of pur- 


chase òf the undertaking is £60,000, the borrowing of which 
has already received sanction. 

Hemel Hempstead.— ELECTRICITY Suprty.—The Town Coun- 
cil has accepted terms submitted by Watford Urban District 
Council for a supply of electricity. Watford is to apply for a 
Special Order, under which the Corporation will have the 
option of purchase after 21, 28 or 35 years, and afterwards at 
the end of each 10 years. The maximum charge to be inserted 
in the Order is to be 9d. per unit, but as to actual charges, con- 
sumers in the borough are to pay during the first 10 years 
124 per cent. above the pricés at W atford, and during the 
next 11 years 5 ner cent. above. 

Holmfirth.—ExTENsioNs.—The Electricity Committee has 
decided to extend the mains from Wooldale Town End to Bil! 
Lane to complete the circuit at Sycamore, and from Hey 
Gap to Cliffe. 

London.—St. MaRYLEBONE.—The borough electrical engi- 
neer (Mr. C. H. Smyth) has sent us a list of revised charges for 
energy. The flat rate for lighting is reduced from 8d. to 7d. 
per unit; the maximum demand system is made more attrac- 
tive by the reduction of the time for which the higher prices 
are charged; and the flat rate for heating and cooking 1s re- 
duced from 134. to lid. per unit, or a charge of 14d. per unit 
will include the hire of apparatus. 

Lydney.—ProroseD NEW STATION.—AÀn inquiry was recently 
held by the Electricity Commissioners into an application 
by the Norchard Syndicate, Ltd., for power to erect a 
generating station and to supply electricity to the Forest of 
Dean. The scheme was opposed by the Office of Works on 
the ground that the promoters should purchase the power 
station at Beachley instead of erecting a new station at 
Lydney. The engineer to the company stated that the esti 
mated cost of purchasing the power station and of making 
the necessary alterations and extensions was £813,001 As 
against this he had firm contracts for building and equipping 
a new station, which could be fed with a water supply from 
the Lyd, with a coal supply which could be delivered into 
the station at a cost of a few pence per ton so far as freight. 
age was concerned, from the adjacent railway. and, antici- 
pating a low works cost, he estimated the selling price for 
power at a little over one penny per unit. Insistence on 
acquiring Beachley would end the scheme, as on the figures 
it would not be possible to raise the capital to finish it. Lord 
Bledisloe said that if any difficulty arose as to the site the 
promoters were welcome to select one anywhere on his estate. 

Oswestry.—Maximuem CHARGES.—The Electricity Commis- 
sioners have conducted an inquirv into the application of the 
Oswestry Electric Lighting & Power Co., Ltd., for sanction 
to increase its maximum charges from 8d. to 1s. 3d. per unit. 
Opposition to the proposal was offered by the Oswestry Cor- 
poration and the Oswestry Traders’ Association. 

Portrush.— ELECTRICITY Works Orenep.—The electricity 
works erected by the Urban Council was opened on April 
13th. About £17,000 has been expended on the scheme, ап! 
the majority of the business and private houses are connected. 


Portsmouth.—AREA OF SuprpLy.—The Town Council has de- 
cided to apply for a Special Order to extend the area of supply 
to the Havant Urban & Rural Districts, and the Warblington 
Rural District. The estimated cost is £15,800, and it is pre 
posed that the charge to consumers in the new area shall be 
9d. per unit above that at Portsmouth for lighting, and H. 
above for power. 
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Preston.—PURCHASE OF UNDERTAKING.— Negotiations were 
recently completed for the purchase by the Corporation of the 
electricity undertaking from the United Electric Supply Co. 

Price Reductions.—Reductions are to be made in the 
charges for electricity in the following districts : Bridgend, 
Denny (Stirlingshire), Halifax, Hove, Nuneaton, Ripley, St. 
Helens, Wigan, and Worcester. 

Sheffield.—ProroseD CLOsING OF STATION.—At a recent 
meeting of the District Council No. 2, Electricity Supply In- 
dustry (Yorkshire, &c.), 1t was reported that the Shetteld 
Corporation had the closing-down of the Kelham Island power 
station under consideration, and that the District Council had 
received a request to intervene on behalf of the men who 
would necessarily be discharged if this took place. The 
Council decided to await the result of a Corporation meeting 
upon the subject before taking any action. 

Shrewsbury.—Loan.—The Town Council has decided to 
make application for sanction to borrow £15,000 for the erec- 
tion of oil engines to supplement the steam engines now 1n 
use at the electricity works. 

South Africa.—BarBerToN.—The municipal authorities are 
borrowing £17,000 for the institution of an electricity under- 
taking. | 

Stafford.—Loan SancTIONED.—The Town Council has re- 
ceived the sanction of the Electricity Commissioners to the 
borrowing of £4,710 for cable and switchgear. 

Terquay.—PARLIAMENTARY Вил. А+ а recent meeting of 
ratepavers approval was given to the Bill being promoted by 
the Town Council for the purchase of the Newton Abbot 
undertaking of the Urban Electric Supply Co., Ltd. 

Truro.—Evectricity SUPPLY.—AÀt a meeting of the City 
Council the Town Clerk read the reply of the Electricity Com- 
missioners expressing the opinion that it would be much 
better for the Corporation to purchase a bulk supply from 
the power company than to establish а new generating 
stution at Truro. He was in communication with the power 
company as to its submitting the draft of an agreement in 
avordance with Section 19 of the Electricity (Supply) Act, 
1919. with reference to the cost of laying the h.p. main outside 
the area covered by the Order of 1913. 


United States.—Catirornra.—The Federal Power Commis- 
son has approved the issue of a final licence to the San 
Joaquin Light & Power Corporation, of Fresno, California, 
for the construction of a hydraulic power plant on the north 
and west forks of the Kings River, in California. According 
to the plans submitted the project will cost approximately 
3) million dollars.—Beuter's Trade Service (Washington). 


Warrington.—PRoposep EXTENSION or SuPPLY.—The Cor- 
poration has referred to the Electrical Engineer a suggestion 
by the Great Sankey Parish Council that the district be cir- 
cularised with reference to the supply of electricity. 


Wigan.—BRirisH v. FOREIGN PLant.—At a recent meeting 
af the Town Council, the chairman of the Electricity Com- 
mittee said that tenders had been invited for the supply and 
erection of a new turbo-alternator and condensing plant. 
. Twenty-one tenders were received, the majority being 
. British, and the Committee had decided not to consider the 
foreign offers. Although the difference between foreign and 
British prices appeared to be considerable, upon considera- 
поп it was found that the benefits to be obtained by the 
purchase of British plant gave British manufacturers the 
right of priority. Apart from this, reductions in wages would 
result in a lowering of prices; a clause to this effect appeared 
їп all contracts. 


TRAMWAY AND RAILWAY NOTES. 


Australia.— MeLBoURNE.—The North Melbourne Electric 
Tramways & Lighting Co. has received an offer from the 
State Electricity Commission of Victoria for the acquisition 
of its undertakings. The Commission has offered £110,000, 
and to take certain stores at à valuation not to exceed £3,000. 


Ceylon.—RaiLwa4y  ELECTRIFICATION.—According to Indian 
Industries and Power, the electrification of a portion of the 
GLP. Railway system has been the subject of several re- 
ports by Messrs. Merz & McLellan, consulting engineers, 
engaged to advise on the scheme. Тһе proposals drawn up 
provide practically for doubling the present suburban service. 
The annual train mileage on the suburban side, which now 
amounts on an average to 900,000, will, when the full service 
is Introduced, enable more than twice that figure to be satis- 
factorily worked. It is pointed out that the first necessity is 
lor an accelerated service as far as Thana, including the 
Harbour branch and the Mahim Chord line, to give direct 
iccess to the new trade centres to the east of the island. On 
completion an extension to Kalyan would be undertaken. 

Doncaster.—NEw TRACEK.—The Corporation is applying to 
the Ministry of Transport for sanction to borrow £2,150. for 
the doubling of the existing eingle tramway track from the 
loop in Arksey Lane to a bend in the High Street. 


ORDER APPROVED.—The Ministry of Transport has sanc- 
tioned the Light Railways (Extensions) Order, 1922, authoris- 
ing the extension of the existing light railway undertaking of 
the Corporation. : 


Hutton Magna.—ExtTeNsion oF Time.—The Minister of 
Transport has extended the time of the Hutton Magna Light 
Railway Order, 1915, for the completion of the railway, &c., 
until May, 1923. | 


India.—Caicutta.—The Corporation has decided to serve a 
notice on the Calcutta Tramways Co., requesting it to carry 
out the repair of tramway tracks within a reasonable period. 
In the event of default proceedings are to be instituted 
against the: company. 


London.—W rrTupRAWwaAL OF [L.C.C. ProposaL.—Owing to the 
passing of a proviso in the House of Commons, rendering 
the L.C.C. scheme for the construction of a railless trolley 
route from Norwood to Lee Green liable to veto by local 
authorities, the Council decided to withdraw that part of its 
Bill. Mr. Neal (Parliamentary Secretary to the Ministry of 
Transport) said that this instance demonstrated the extreme 
Inconvenienve Which arose. from having separate authorities 
responsible for tratlic and roads. 


Western Valleys (Mon.). — EXTENSION оғ Timp.—The 
Minister of Transport has extended the times of the Western 
Valleys (Mon.) Railless Electrie Traction Act, 1913, and of the 
Western Valleys (Mon.) Ruilless Electric Traction (Exten- 
sion) Order, 1914, for the completion of the trolley vehicle 
equipment, until February, 1923, and July, 1923, respectively. 


TELEGRAPH AND TELEPHONE NOTES. 


Finland.—EsTHonia CanrLE.—The President of the Republic 
of Finland has just confirmed a proposal to be placed before 
the Parliament concerning a cable agreement between 
Estland and Finland. 


Switzerland.—HIGH-sreep WIRELESS SERVICE.—A new high- 
speed wireless service, available to the public, between Berne 
and Great Britain, was inaugurated on April 12th. The new 
Swiss wireless station has been erected by the Marconi Co. 
for а Swiss company, in which the Swiss Government is 
interested, and will ultimately place Switzerland in direct 
touch with every European country.—Reuter’s Trade Service. 


The Telephone Service.—A resolution was passed on April 
lith by the London Telephone Advisory Committee urging 
that prompt effect should be given to the report of the Select 
Committee on the Telephone Service as a whole, and 
especially to those portions relative to the reduction in 
charges, the separation of the administration of telephones 
and telegraphs from mails, the division of the country into 
separately administered districts, and the securing of better 
co-ordination throughout the Department.—Morning Post. 

NEW BIRKENHEAD EXCHANGE.—A new telephone exchange 
was opened in the Liverpool district last week, and will be 
known as Willaston (Birkenhead). The exchange will serve 
a portion of the existing Bromborough Hooton and Neston 
exchange areas. 


Wireless Telephony. — INTERNATIONAL - CONFERENCE.— The 
International Wireless Conference, which met at Cannes, has 
been transferred to Paris, says the Daily Erpress. 'The dele- 
gates are discussing wireless telephony and the construction 
of wireless stations in Brazil and the Argentine. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
" Official Notice " appeared.) | | 


OPEN. 


Argentina.—ButENos AinESs.—June 28th. Municipal Coun- 
cil. Plant for hydro-electric generating station and  trans- 
former sub-station.* 

May 10th. 37,000 metres of 6,600-V cable and 10,000 miles 
2,200-V cable. 


Australia.— MrLkourne.—May llth. Victorian Electricity 
Commissioners. 960 miles of aluminium steel-cored cable; 
3.000 lb. flat armoured wire: 4,000 lb. No. 4 tie wire. 

September Ist. Victorian Electricity Commissioners. Five 
surface feed-water heaters, six surface vapour condensers, and 
12 feed-water evaporators.—Reuter’s Trade Service (Mel- 
bourne). s 
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July 5th. Victorian Railways. One 2ton storage battery 
truck with jib crane and lifting magnet. Three passenger 
electric elevators and one freight elevator with all equipment. 
—hHeuter'a Trade Service (Melbourne). 


Belgium.—May 9th. The municipal authorities of Saint- 
Gilles, Brussels. Two sets of asynchronous motors and con- 
tinuous-current generators, together with the necessary acces- 
eories. Service d Electricité, 40, Rue de Bethleem, Saint Gilles. 

May 8th. Direction des Ponts et Chaussées, 52, Boulevard 
du Régent. Brussels. Installation of an electric hft at the 
Palais de Justice, Bruseels. Cahir des Charges No. ll, 15, 
Rue des Augustins, Brussels. 


Brighton.—May 8th. Electricity Department. One 6,000- 
kW turbo-alternator апа exciter with condenser, and one 
geared turbo-driven d.c. generating plant. (April 7th.) 


Cardiff.—May 2nd. Overhead steel bunkers and con- 
etructional eteelwork. The electrical engineer, The Hayes, 
Cardiff. : 

Doncaster.—May 8th. Electricity Department. Two 
water-tube boilers, with economisers, induced draught plant, 
und steel chimney. (See this issue.) 

Edinburgh.—April 24th. Tramways Department. 70 
trucks and electrical equipment of cars, also wheels and axles. 
‘Tramway manager, 2, St. James’ Square, Edinburgh. 


Egypt.—ALEXANDRIA.—June 1st. Ports and Lights Admin- 
istration, The Arsenal. Six months’ supply of general stores, 
including electrical gear, &c.—HReuter’s Trade Service (Cairo). 

Glasgow.—May 1st. Electricity Department. Cables, 
meters, and carbons, for 12 months. (April 14th.) 


London.—H.M. Orrick or Works.—May 4th. Engineering 
labour (electrical, &c.) required in the Newcastle-on-Tyne and 
Southampton districts during a period of three years. Secre- 
tary, H.M. Office of Works (Contracts Branch), King Charles 
Street, London, S.W.1. 

METROPOLITAN ASYLUMS Boarv.—April 26th. Installation of 
two electric automatic passenger lifts and two electric auto- 
matic service lifts at Tooting Bec Mental Hospital, &c. 
(April 7th.) , 

New Zealand.—AUcCKLAND.—June Ist. Tramways Depart- 
ment. Electric equipment for ten bogie tramcars.—Reuter’s 
Trade Service (Melbourne). 


WELLINGTON. — July 8th. Public Works Department. 
Eight steel transmission line towers. 
Salford.—April 22nd. Electricity Department. Two 


forced-draught mechanical stokers for two Lancashire boilers. 
Borough electrical engineer, Electricity Works, Frederick 
Road, Salford. 

Siam.— BANGKOK.— June 5th. Department of Posts and 
Telegraphs. Telegraph and telephone materials, about 
£10,000. Chief electrical engineer, Telephone Exchange, 
Bangkok.* 

York.—Mav 5th. Electricity Department. 
rotary converter, transformer switchgear, &c. 


One 500-kW 
(See this issue.) 


*A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Belgium.—The contract for cables and accessories for the 
Brussels Corporation (see list of tenders, ELECTRICAL REVIEW, 
April 14th, p. 523) was secured by the A.C.E.C., Charleroi, 
of London, at a price of over £40,000. 


Buxton.—Town Council. Accepted:— 
Cable.—Callender’s Cable and Construction Co., Ltd. 


Cannock.—Urban Council. Accepted:— 
Wiring the Council offices.—Raybould & Ancott. 
Glasgow.—Tramways Department. Recommended:— 


Copper trolley wire.—Thomas Bolton & Sons, Ltd.; British Insulated and 
Helsby Cables, Ltd. 


Corporation. Accepted:— 
Alterations to the electric light installation at Townhead District Library. 
—Johnston, Park & Co. 

India.—CarcuTTA.—Contracts in connection with the 
scheme of the Calcutta Electric Supply Corporation, Ltd., for 
extensions to the main power station, amounting to about 
£250,000, have already been placed. According to Indian 
Engineering, an order for a 15,000-kW  turbo-alternator 
generating set has been given to the English Electric Co., Ltd. 
Among other firms to secure orders, states the Industrial 
Daily News, are the Stirling Boiler Co., Ltd., for two 60,000- 
lb. boilers; the British Thomson-Houston Co., Ltd., for trans- 
formers; Hick, Hargreaves & Co., Ltd., for condensing plant; 
and Heniey' s ‘Telegraph Works Co., Ltd., for cables. 

l.ondon.—Metropolitan Asvlums Board. — Accepted:— 

Installation of six electrically-driven sewing machines at the Eastern 
Hospital ¢(£116)..-Jones’ Sewing Machine Co. 

St. George's Home, alterations, &c.. to electric lighting, fire alarms, and 

domestic bell installations (£85).--S. Reed & Son. 

CORRECTION.--The list of tenders for eupplv of cable for 12 
months, aleo for constructional steel work, given on page 598 
of our last issue, related to Stepnev. and was inserted beneath 
the Marvlebone sub-heading through an error on the part of 
the printer. 


Portsmouth.—Town Council. Accepted:— 
Green economiser for the electricity works (£3,726).—Babcock & Wilkus, 
Lid. 


Sunderland.—Electricity Department. Accepted:— 

600 yards .15 four-core cable.—British Ins. & Helsby Cables, Ltd. 

Service boxes and link boxes.—Callender's Cable and Const. Co., Lid. 

Creosoted redwood capping.—Armstrong, Addison & Co. 

L.p. switch panels.—Ferguson, Pailin, Ltd. 

Temperature and flue gas recorders.—Cainbridge & Paul Scientific Instru 
ment Co., Ltd. 

Electric. drilling machine.—Consolidated Pneumatic Tool Co., Ltd. 


FORTHCOMING EVENTS. 


Salford Technical and Engineering Association.—Siturday, April 3204. 
At 2.49 p.m. Visit to Manchester Corporation electric power station, 
Barton. 

Electrical Trades Benevolent Institution.—Monday, April 24th. At the In. 
stitution of Electrical. Engineers, Victoria Embankment, S.W. Ао 
p-m. Annual general meeung. 

institution of Olivii Engineers.—Tucxlav, April 25th. At the Institution, 
Great George Street, S.W. At 6 p.m. Annual general meeting. 

Royal Society of Arte.—Wednesday, April 26th. At John Street, Adelphi, 
W.C. At 8 p.m. Paper on * The Use and Advantages of Electric Power 
in the Factory, as Iliustrated by its Application to the Jute Industry,” os 
Mr. J. F. Crowley. 

Optical Soolety.—Thursday, April 27th. At the Imperial College of Scicne, 
South Kensington, S.W. At 7.30 рап, Lecture on "* The Mechanical Con- 
struction of the Microscope from a Historical. Standpoint," by Prot, А. 
Pollard. 

Institution of Electrical Engineers.— Thursday, April 27th. At the Institu- 
tion, Victoria Embankment. At 6 p.m. Paper on “ Protective Apparatus 
for Turbo-alternators," by Mr. J. A. Kuyser. 

(Liverpool Sub-Oentre).—Monday, April 24th. At the Universin, 
Liverpool. At 7 p.m. Lecture on “ Engineering Advertising and ite 
Work of the E.D.A.," by Mr. J. W. Beauchamp. 

(East-Midland Sub-Centre).—Tuesday, April 25th. At. the College, 
Loughborough. At 6.45 p.m. Paper оп * Electric Vehicles," by Mr. R. 
J. Mitchell. 

(South-Midiand Oentre).—Stupents’ Section.—Tuesday, April 25th. At 
the University, Birmingham, At 7.30 p.m Annual general meeting. 

(North-Western Gentre).—Tucsdiay, April, 25th, At the Engines 
Club, Manchester. At 7 p.m. Annual general meetings. — Lecture оп 
'" Engineering Advertising and the Work of the E.D.A.," by Mr. J. W. 
Beauchamp. 

Friday, April 28th. At the Manchester Municipal College of Technology, 
Sackville Street. At 7.30 p.m. Lecture өп '* Recent Developments in 
Atomic Research," by Prof. W. L. Bragg, F.R.S. 

(North-Midiand Oentre).— Tuesday, April 25th. At. the Hotel Meme 
pole, Ring Street, Leeds. At 7 p.m. Annual general meeting and smoking 
concert. 

(Scottish Oentfe).--Fridav, April 28th. At the. Technical [Institute 
Dundee. At 7.30 p.m. Paper on * Single and Three-phase Comimmuzitu 
Motors with Shunt and Series Characteristics," by Dr. S. P. Smith. 

Liverpool Engineering Soolety.— Wednesday, April 26th. At the Royal Inui 
tution, Colquitt Street. At 8 p.m. Annual general meeting. 

illuminating Engineering Society.— l'hur«lay , April Xith. At the Roc 
Society of Arts, John Street, Adelphi, W.C. At R p.m. Joint dis хес 
with the Royal Society of Medicine (Sections of Surgery апа Ophthabn- 
logy) on the ** Use of Light in Hospitals.” 

Junior institution of Engineers.—Friday, April 28th. At Caxton Hall, SW 
At R p.m. Lecturette, '* Some Notes on the Utilisation of Water Powe. 
by Capt. H. Whittaker, late R.E. 

institution of Mechanical Engineers. Friday, April 28th. At the Ген. 
tion, Srorev's Gate. At 6 p.m. Paper on '' An Account of Some Exp e 
ments on the Action of Cutting Tools," by Prof. E. G. Coker and Mr 
K. €. Chakko. , 

(Qraduates' Section). Monday, April 24th. At 7 pm. 
* Jigs and Tools," by Mr. B. A. C. Hills. 

Electrical Power Engineers’ Assoolation.—Souturrn Divison. Епа, 
April 2Rth. At the Institution of Electrical Engineers. At 7 p.m. Leti. 
“ Some Notes on the Design of Generating Plant," by Mr. €, F. Hewitt 


Paper on 


THE “ELECTRICAL REVIEW" 


DEPARTMENT. 


To enable us to complete replies to queries received this week 
we need the names of euppliers or manufacturers of :— 
The '' Watchman ” safe or cash box (containing electri- 
cally operated alarm). 
Electric poker (a device for igniting coal fires without 
the aid of wood or paper). 


SERVICE 


NOTES. 


The Lock-out.—There is little to report respecting the 
engineering trade lock-out beyond the fact that negotiation: 
between the Engineering Employers’ Federation and the ?! 
trade unions broke down at the end of last week. The lock: 
out of members of the A.E.U. is now in its sixth week, and 
as we go to press there is a reported likelihood of the 4 
unions returning to associated action with the A. E... from 
which they broke away in order to negotiate separately. The 
A.E.U. Executive is inviting loans of £1 and upwards fer 
hghting purposes, with the intention of repaying the mones 
immediately after the lock-out ends. It 1s stated that the 
unions were to meet again on Wednesday: also that the em- 
plovers’ federations were to meet to receive the report of the 
Negotiating Committee and to decide when the suspended 
lock-out notices should be enforced. There is a renewed de 
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mand from the labour side for a special meeting of the Trades 
Union Congress to consider the question of joint action, and 
there is, among many other rumours, one to the efect that 
the continuation of the struggle may occasion secessions from 
the employers’ side—with what truth this report may be 
credited we know not. 

The breach with the 51 unions is over definitions of mana- 
gerial functions and workshop control. 


Wiring by Non-Unionists.—A case, similar to that which 
occurred at Hackney a short time ago, has arisen at Chelms- 
ford, where members of the B.L.U. employed by the Electric 
supply Corporation have been forbidden to connect up an 
installation erected by men who were not members ot the 
E.T.U. As а consequence of the inability, or unwillingness, 
of the Trade Union members of the District Whitley Council 
lor the area to remove the veto the employer members have 
withdrawn from that body, and the case is to be referred to 
the National Council. 


An Echo of the Johannesburg Strike.—Mr. Bernard San- 
key, general manager of the municipal Gas and Electric 
Supply Department, has sent us a copy of the Johannesburg 
Star, dated March 18th. Among numerous advertisements 
reflecting various phases of the recent industrial trouble there 
appear three calling for men to carry on the public services. 
All trades are asked for and employés on strike are apparently 
permitted to return. 

The news columns are almost wholly devoted to informa- 
tion about the strike and its consequences. One of the most 
serious of these items 18 a long list of killed and wounded 
which makes the reader realise what happened on the Rand 
far better than the bare statement of the number of casualties 
which appeared in the English Press. 

An article appears under the heading '' Epic of the Power 
Station °; the following is abstracted from it:— 

"There is a log book at the Johannesburg power station, 

and it holds three recent entries of an interesting character. 
They constitute a brief but graphic record of the strike. The 
first was written across the page in ink, on Monday night, 
February 27th, and reads, 'Station shut down by the com- 
mand of the shop stewards.’ But a similar entrv on the 
Wednesday following says: ‘ Station put in commission, not 
hy command (these three words are heavily underlined) of 
the shop stewards. 
"On Sunday. March 12th, there is no entry of this nature 
m ink; only the page torn at the top; a tear that continues 
for many leaves. That record was made by a bullet, a 
sniper s message in all probability, which performed a won- 
derful ricochet stunt, but did nothing further bevond provide 
a topic of amused conversation on the part of the men who 
were carrying on. 

"On Thursday the huge machinery hall was bright and 
clean, but its full thunder and reverberation did not smite the 
ear. The public has little idea of the task that confronted 
the officials and the volunteers when the fires were drawn 
on that memorable Monday night. To the credit of the men 
who came out, let it be said that they left everything in as 
good order as their peremptory exit allowed, and that thev 
did not make the slightest attempt to injure plant or make 
the running of it more difficult for their successors. But the 
clean ' coal which had been used for some weeks was a very 
dirty coal as far as its burning properties were concerned. and 
It had left the furnaces in anything but a clean state. These 
had to be got into condition first of all. and this and a score 
of other matters had to be undertaken in candle light, and bv 
men who were totally unacquainted with the plant and place 
where they were working. To make matters worse. the 
frightened natives could not be discovered, having hidden 
themselves in every possible dark corner." 

In the end, hy dint of hard labour, the volunteers won 
through and maintained the supply. 


The Electrification of Russia: Proposed Government In- 
dustrial Bank.— The Chief Committee for Electrification, in 
considering the means for giving effect to the decree on the 
electrification of Russia, has come to the conclusion that the 
work of electrification can only assume its due importance if 
It is done at once on a wide scale. The Government means 
for this purpose are insufficient: therefore it is necessary to 
Invite private cavital. both Russian and foreign. for the pur- 
nose. In view of this the Chief Committee for Electrification 
has drawn up a project for a Government Bank of Industrv 
for the Flectrification of Russia with a corresponding parti- 
сїр оп of the limited canital of the co-onerative societies, 
and with the addition of foreign capital. This proiect was 
examined some time ago by the Government Planning Com- 
mittee, gays a leading Russian journal. According to the 
nrotect, of an industrial electrical share bank, the shares would 
he issned in series of a million at 10 roubles gold each, up to 
a total af 60,000,000. ronbles gold. The preferential right, of 
taking shares and bonds would he reserved ta the (Govern- 
ment. For the purnose of an extensive introduction of nri- 
vafe capital in Ње Government Industrial Bank for the Elec- 
tification of Russia. the Government proposes mmranfeeing 
an Income on the shares and bonds for a reriod of fifteen 
vaars at the rate of 8 per cent. gold; and all accounts with 
shareholders would be kept in money values at the official 
rate of the day. Thus the interests of clients of the bank are 


protected against a decline in Government securities. Besides 
this, the bank would have the prerogative of extensive busi- 
ness operations. For the organisation expenses in connection 
with the bank the Government is asked for 10,000,000 roubles 
gold. The Bank would begin business after the amortisation 
by the Government of 51 per cent. of the shares and bonds 
of the first issue. In submitting this proposition to Ше. 
Government Planning Committee, the representatives of the 
Chief Committee for the Electrification of Russia quoted the 
experience of Japan, where such a bank was formed for 
financing the industrial exploitation of Sagalien and Corea. 
The Japanese guaranteed a 5 per cent. interest on the shares, 
and in the event not only had not the Government to pay, but 
the Bank paid dividends of 6 to 8 per cent. on the shares. 
The electrification of Russia is of such primary importance 
that credits should be opened for the purpose. and the easiest 
conditions should be offered. In the discussion that followed 
the presentation of the report, Prof. Gorieff said that con- 
sidering the guarantee of an 8 per cent. dividend provided in 
the statutes was quite sufficient to attract capital from the 
Entente countries, German capitalists would willingly take 
part in the Bank, as Germany was mostly a provider of ma- 
terial for the needs of electrification. In conclusion, the 
Government Planning Committee decided that for a way out 
from the economic decline of the country the plan submitted 
for financing the electrification most certainly merited adop- 
tion; and the Committee urged the earliest nossible formation 
of a board for the Bank, that could proceed at once to pre- 
paratory measures. 


A 20,000.kW Electric Boiler.—For nearly six months the 
Belgo-Canadian Pulp & Paper Co. has been producing its pro- 
cess steam with а 20,000-kKW electrice steam generator. 
Sixty thousand pounds of water are being evaporated per hour 
with a thermal efficiency of 98 per cent., including losses in 
100 ft. of piping. According to reports, engineers of the paper 
company have estimated a saving of $4,000 per month with 
the new system. which saves 75 tons of coal a day. TInstalla- 
tion costs—about $25,000—were 40 per cent. less than the cost 
of the coal-burning plant replaced. 

Three-phase, 6.600-volt power from the Shawinigan Water 
and Power Co., Montreal, is utilised directly in the tanks, the 
resistance of the water converting the electrical energy into 
heat for generating the steam. The amount of steam 
generated, the pressure, and the amount of water used are 
governed by the depth of immersion of the electrodes in the 
tanks. The design was developed by F. T. Kaelin, chief engi- 
neer of the power company. 

Already generators of this trpe. with a total rating of 
100 000 KW, have been inst»lled or contracted for, according 
to F. Hodson. president of the Electric Furnace Construction 
Co.. Philadelphia. He declares that the most important appli- 
cations of the electric steam generators will probably be in 
industries situated within convenient transmission range of 
hvdro-electric plants. Where savings in initial eost, space 
occupied and operating expense are very important, the elec. 
tric steam gererator will have many points in its favour.— 
Electrical World. 


Another Woman Engineer.—3X woman engineer has set 
up a business for herself 1n. Exeter, and has already installed 
one lighting set for a country house. She is Miss Partridge, 
B.Sc.. a member of the Institution of Electrical Engineers, 
and also an active member of the Woinen's Engineering 
Society. She is holding a small exhibition of electrical apph- 
ances next month. During the war Miss Partridge was work- 
ing as head of a testing department in an electrical firm. and 
immediately afterwards was responsible for the production of 
material in another large concern.—Evening News. 


Electricity in Agriculture.—In the Spalding district of Lin- 
colnshire—the centre of a flower-growing industry—growers 
are now using electric light in order to secure early bloom. 
Large glasshouses are being fitted up with powerful electric 
lamps. and during a part of the night and on sunless and dull 
days the light is switched on and the bloom is thus secured 
much earlier than would otherwise be the case. In this way 
in one glasshouse 150,000 valuable tulips were brought to per- 
fection, and in another 800,000 ornatus. — Westminster 
Gazette. 


Fatality.—.An inquest was held at Wakefield on April 18th 
into the death of W. Ogilvie, an. emplové of the Yorkshire 
Electric Power Co., Ltd. A witness stated that he was re- 
quested to attend to a failure of supply on April 17th, and 
upon entering the Rothwell sub-station he found deceased 
lving on the floor. Both his hands were severely burned, 
showing that he had grasped a live conductor. To reach the 
latter it was necessary to raise the hands above the head. 
Evidence was given showing that the deceased suffered from 
depression and insomnia, and a verdict of ‘ Suicide while 
temporarily of unsound mind ” was returned, 


Termites іп California.—The ravages of insects abroad 
have recently been described as constituting a peril to civili- 
sation. In a letter to the Electrical World, Mr. R. E. Cunning- 
ham, Superintendent of Distribution to the Southern Cali- 
fornia Edison Co., states that termites have begun to attack 
untreated cedar poles. their operations extending to the cross- 
arms and even the insulator pins. The damage can be pre- 
vented by creosoting the poles. | 
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Mi eqs ЖЕ; a War Memorial.—The British-Thomson- 
Houston Co., Ltd., has sent us the accompanying photograph 
and particulars of an effective use of floodlighting. "The sub- 
jects on this occasion were the memorial gates at Rugby. 
recently unveiled by Lord French. Two B.T.H. floodlight 
projectors were employed; these were fitted with '' Mazda ”’ 


FLOODLIGHTING OF THE War MEMORIAL Gates, RUGBY. 


gasfilled lamps and fixed on the opposite side of the road at 
a height of about 7 ft. To avoid any unevenness of light 
diffusing mirror reflectors were used, and each projector 
was fitted with a '' spill shield," ensuring that the light was 
kept within the correct limits. The excellence of the result 
can be fairly well gauged from the illustration. 


f 


INSTITUTION NOTES. 


— 


Institution of Electrical Engineers. — NORTH-EASTERN 
CENTRE.— The annual general meeting of the Centre was held 
on April 10th, Dr. W. M. Thornton in the chair. The Presi- 
dent of the Institution (Mr. J. S.. Highfield) was present, and 
received a cordial welcome. The report of the committee 
stated that the membership of the Centre continued to grow, 
the principal increase, as in the previous year, being in the 
students' section. The membership was: members, 57; asso- 
clate members, 209; associates, 10; graduates, 51; and 
students, 161; making a total of 485, compared with 449 in 
the last session. The average attendance at the meetings 
had been 70. | 

Mr. W. T. MacCarL, the treasurer, submitted the financial 
d RE which showed an increased credit balance in 
апа. 

The officers for the session 1922-23 are as follows: Chairman, 
Mr. E. Fawssett, M.I.E.E.; Vice-Chairmen, Messrs. T. Carter, 
M.I.E.E., and F. С. C. Baldwin, M.I.E.E.; Honorary Secre- 
tary, Mr. H. B. Poynder, A.M.I.E.E. 

East MIDLAND Sus-Centre.—The meeting at which Mr. 
R. J. Mitchell was to have read his paper on '' Electric 
Vehicles '" has been postponed from April 18th to the 25th, 
when it will be delivered..at Loughborough College at 
6.45 p.m. 

SOUTH MIDLAND CenTRE.—At a meeting held on April 5th 
Dr. C. C. Garrard and Mr. F. Gill exhibited their kinemato- 
graph films. At the conclusion Mr. R. A. Chattock, in 
thanking Dr. Garrard and Mr. Gill for the exhibition they had 
given, asked Dr. Garrard whether any photographs had been 
taken of the operation of high-voltage switches under heavy 
currents when they were operating under the normal high 
voltages for which the switches were designed. Whilst the 
demonstration given of the breaking of these switches under 
heavy currents at low voltages was quite instructive, {һе 
much more onerous conditions of breaking under high voltage 
would probably produce quite different results in the operation 
of the switches. 

SHEFFIELD STUDENTS’ SeEcTION.—-Members of. the section 
paid a visit of inspection to the new Rotherham station on 
April 8th. Mr. E. Cross (the chief engineer), and Mr. Н. W. 
Rodgers (station superintendent), асїей ав guides, and after- 
wards, at the Technical Institute, Mr. Rodgers gave a de- 
scription of the undertaking, while Mr. Cross imparted par- 
ticulars of working costs and capital expenditure. 

SCOTTISH CENTRE.—At a meeting of the Scottish Centre of 
the Institution; held in Glasgow last week—Mr. E. T. Goslin 
presiding—the following office bearers were elected :—Chair- 
man: Mr. A. б, Hampton; vice-chairmen: Messrs. БВ. В. 
Mitchell and Alex. Lindsay; hon. secretary: Mr. Joseph Tav- 


lor; assistant. hon. secretarv : Mr. W. F. Mitchell; chairman - 


of Students’ Section. Mr. J, F. Nielson. 


Société des Ingénieurs Civils de France.—In his presiden- 
tial address to the British Section, on April Hth, Mr. W. 
Noble Twelvetrees advocated closer relationships between 
French and British engineers, and to that end suggested that 
the -relative value of engineering diplomas in the two 
countries should be determined to facilitate the entry of 
gate of one nation into the engineering institutions of 
the other. i 


Birmingham and District Electric Club.—The final meet- 
ing of the session was held on April 8th, when a paper was 
read by Mr. V. H. Pearson on. ‘** Marine Salvage." During 
the late war Mr. Pearson. personally assisted at the salving 
of over twenty ships. so that his reminiscences and ex- 
periences were interesting and at times thrilling. The lec- 
turer explained at length -the various methods used, and 
illustrated his remarks by a large number of lantern slides 
illustrating various stages of many of the ships being salved. 


Stoke-on-Trent Association of Engineers.—The annual 
meeting of the Association was held on April Ist, Mr. W. H. 
Good (President) presiding. Dr. A. W. Ashton, M.I.E.E. 
(Principal of the Engineering Department, Central School of 
Science and Technology, Stoke), was elected President for the 
1922-23 session. The accounts showed a credit balance of 
£15. The meeting was followed by the reading of a paper 
on ' Heat Losses in Exhaust Steam.” by Mr. A. E. Edwards. 
who reviewed a number of methods for the employment of 
the heat in waste steam. ! 


Diesel Engine Users’ Association.—At the last meeting of 
the Association Mr. Harold Moore read а paper on *' Some 
Characteristics of Petroleum Oils used on Diesel Engines.” 
He referred to the various tests carried out on fuel oils, and 
explained the bearings of these tests on the behaviour of oils 
in the engines. In this manner specific gravity, flash point, 
viscosity, cold test, heat value, ultimate composition, sulphur 
content, spontaneous ignition temperature, ash content, 
mechanical impurities, water content and Engler distillation, 
were dealt with. ! ыса 


Institution of Civil Engineers.—The Council has made the 
following awards for papers read and discussed during the 
session 1921-22: Telford medals to Sir Henry Fowler, K.B.E., 
Мг. Н. N. Gresley, C.B.E., and Mr. Н. F. Parshall, D.&c.; 
a Watt medal to Mr. William Willox, M.A.; an Indian 
premium to Mr. F. G. Royal-Dawson; and Telford premiums to 
Mr. A. W. Rendell, Mr. W. F. Stanton, B.Sc., and Mr. A. С. 
Walsh. » The Council has also made the following awards for 
papers printed without discussion in the Proceedings for the 
session 1920-21; A George Stephenson medal to Mr. J. H. 
Taylor; Telford premiums to Mr. F. H. Hummel, M.&.; 
Mr. E. J. Finnan, M.Sc., and Mr. Herbert .Chatley. D.Sc.; 
and a Trevithick premium to Mr. G. E. Lillie, F.C.H. 


Institute of Physics.—The Institute of Physics, of which 
Sir J. J. Thomson, O.M., is now President, 1s arranging for 
the delivery of a course of public lectures with a view to 
indicating the growing importance and place which physics 
now holds in industry and manufacture. The first of these 
lectures will be delivered by Prof. A. Barr, of Glasgow, on 
Apri! 26th, at 8 p.m., at the Institution of Civil Engineers. 
The Rt. Hon. H. A. L. Fisher, Minister for Education, has 
accepted the invitation of the Institute to preside on this 
occasion. , | 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted аз to their 
movements, | 


The Earl of Crawford and Balcarres has been appointed 
Minister of Transport in succession to Viscount Peel. Lord 
Crawford will receive no salary for his new post; he will con- 
tinue his duties as First Commissioner of Works, and has been 
invited to become a member of the Cabinet. 7 

There were 38 applications for the position of genera! 
manager of the Manchester Corporation tramways, rendered 
vacant by the retirement of Mr. J. M. McElroy: The Specia! 
Sub-committee selected five, and, later, decided to ask three 
candidates to appear before.it on April 25th. "The three are 
Mr. E. S. Rayner (general manager of the Hull Corporation 
tramways), Mr. J. S. D. Moffet (general manager of the 
Belfast Corporation tramways), and Mr. Н. Mattinson (chief 
civil engineer of the Manchester Corporation tramways). 

Swindon Town Council has referred back to the Finance 
Committee for reconsideration a recommendation to reduce 
the: salary of the electrical engineer, Mr: A. NicKuin, from 
£500 to. £475 a year, and that of Mr. T. METCALF, manager 
and secretary of the tramways, from £520 to £494. 

Mr. CHARLES COoLLINGE, permanent way superintendent of 
the Coventry Corporation Tramways, who is ‘leaving for 
Rochdale, has been presented by the staff with a suit case. 

We are informed the followmg changes have recently been 
effected at the Simplex and Credenda Joint Sales Depots, at 
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both Cardiff and Newcastle, mainly as the result of Mr. A. G. 
Robson's resignation from the management of the latter 
оћсе. The appointment of Mr. J. ENTwisTLE as manager of 
the Newcastle and District branch, made vacant the position 
he has hitherto occupied in charge of the Cardiff office. He 
has been succeeded there by Mr. H. E. BARRINGER, who has 
been connected with the depót at Bristol for & considerable 
period, after having over 21 years’ experience at the head 
office and works of Simplex Conduits, Ltd. 

Мг. F. M. Jones, formerly of the B.T.H. Co., contract de- 
partment, Rugby, and lately assistant general manager to 
Messrs. Boving & Co. and Electro-Metals, Ltd., is joining 
the staff of Messrs. W. Н. Allen, Sons & Co., of Bedford, ut 
the end of this month. 


Wills.—The late Str Francis Henry Barker, a director of 
the Metropolitan-Vickers Electrical Co., Ltd., and other com- 
panies, left £118,801. 

Mr. JoHN Gipson, of Eccles (of the Metropolitan-Vickers 
па Co.), whose death we announced recently, left 
£1,402. | 


NEW COMPANIES REGISTERED. 


J. B. Bower & Co., Ltd. (180,937).—Private company. 
Registered April Sth. Capital, £10,000 in £1 shares. Manufacturers of and 
dealers in electrical apparatus, machines, accessories, and goods at Wim- 
bedon or elsewhere, and to acquire the business carried on by the Wimbledon 
Electrical Co., Ltd.. The first directors are:—]. P. Wallis Trevone, Eng- 
ham Road, Surbiton, flour merchant; J. B. Bower, 17, Church Lane, Merton 
Park, Wimbledon, S.W.19, engineer, both directors of Wimbledon Etectrical 
Co., Ltd.; О. О, Dale, ' Heath Side," Crook Log, Bexley Heath. J. B. 
Bower is managing and permanent director. Qualification of permanent 
director, one share; of other directors, 100 ordinary shares. Remuneration of 
managing director, 2s fixed by board; of other directors, £50 each per annum 
(chairman £75), Registered office, 15, Kingston Road, Wimbledon, S.W.19. 


Lighting and Power Finance Corporation, Ltd. (131,031). 
—Private company. Registered April 8th. Capital, £2,000 in 1,800 prefer- 
ence shares of £1 each and 4,000 ordinary shares of ls. each. To carry on 
any trade connected with electric lighting, electrical distribution [for light, 
heat, and power, electrical and general engineering, building, and contracting, 
for the supply and construction of electrical and engineering works, and 
also to act as financiers, underwriters, stock and share brokers, &c. The 
subscribers (each with 20 preference shares) are:—R. E. Lenon, 139, Cannon 
Sueet, E.C., electrician; W. С, Green, 20, Abchurch Lane, E.C., engineer. 
The subscribers are to appoint the first directors. Qualification, £20. Re- 
muneration of managing director not less than £250 per annum. Registered 
ofice, 20, Abchurch Lane, 


British Bock Bearings, Ltd. (181,022).—Private com- 
pany. Registered April Bth. Capital, £50,000 in £1 shares. To acquire rights 
under certain patents for inventions relating to roller bearings and machines 
for grinding the rolls of roller bearings, together with the exclusive licence 
from the Bock Bearing Co., Inc. (incorporated in Toledo, Ohio, U.S.A.), and 
lo carry on the business of manufacturers of and dealers in roller bearings 
and steam, electrical, petrol, or other engines, carriages, wagons, &c. The 
first directors are:—W. T. MacLellan, C.B.E., 5, Langham Street, W.1 (direc- 
tor P. & W. MacLellan, Ltd., Bengal Iron Co., Ltd., and Lancashire Wire 
Co., Ltd.); G. H. Thomson, 3, Princes Terrace, Glasgow (director P. and 
W. MacLellan, L:id.); T. Simpson, 36, The Vale, Golders Green, N.W.Il. 
Qualification and remuneration as fixed by the company. Solicitors: Har- 
grove & Co., 16, Victoria Street, S.W.1. 


Electricity Concessions (Ireland), Ltd.—Private com- 
pany. Registered in Dublin, April 8th. Capital, £1,919 in 380 shares of £5 
each and shares of 1s. To acquire the business of electrical engineers and 
contractors carried on by A. D. Brown at Municipal Buildings, Blackrock, as 
the " Irish Overseas Direct Trading and Engineers’ Association." The first 
directors are :—A. Brown, 6, Mulgrave Terrace, Kingstown, engineer; D. J. 
Byrne, 12, Main Street, Blackrock, co. Dublin, property owner. Secretary: 
G. J. Crowe. Registered office: Municipal Buildings, Blackrock, co. Dublin. 


Watson's Electric Co., Ltd. (181,015).—Private com- 
pany. Registered April 7th. Capital, £1,000 in 400 7 per cent. cumulative 
po eee and 600 ordinary ehares of £1 each. To adopt an agreement with 
..Watson and G. Bennett, and to carry on the business of manufacturers of 
and dealers in electric lighting and starting sets and accessories for motor 
and other vehicles, vessels, and aircraft, &c. The first directors are :—A. 
Farmer, 12, The Rise, Palmers Green, N.13; F. Watson, 175, Masterman 
Road, East Ham, Essex; G. Bennett, 15, Brampton Road, East Ham, 
Essex. Qualification, £25. Remuneration of chairman, £10 per annum; of 
ether directors, £5 each per annum. Secretary: F. Watson. ^ Registered 
office, 11, Northumberland Alley, Fenchurch Street, E.C. ; 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES.. _ . 
Nairobi Electric Power and Lighting Co., Ltd.—Satisfac- 


tion to the extent of £12,000 Sing balance outstanding) on March Slst, 
r^y of debentures dated September 10th, 1918, and July 26th, 1915, securing 


County of London Electric Supply Co., Ltd.—Trust deed, 
dated March 88rd, 1899, to secure £500, bénture stock, charged on the 
company's undertaking and property, present and future, including uncalled 
capital, but excluding company's property at Barking, subject to prior 
debentures securing firet and second debenture stocks. Trustees: Trustees 
Corporation, Ltd., Winchester House, Old Broad Street, Е.С. 


Northampton Electric Light and Power Co., Ltd. (28 640). 
—Return dated March 10th, 1922. Capital, £250,000 in £1 shares (10 “А,” 
712001 “ В” ordinary, and 37,389 ‘'B preference). All shares taken up. 
50000 paid. Mortgages and charges, £110,000. The capital was increased 
to £350,000 on March 27th by the creation of a further 100,000 shares of £1 


each. 
St. Austell and District Electric Lighting and Power Co., 


Ltd. (66,382).— Return. dated October 31st, 1921. Capital, 
00 Іп £1 shares (3.000 preference апӣ `7,000 ordinary), 3,000 preference 
4. 4,887 ordinary shares taken up. £7,887 paid. Mortgages and charges, 


H 


CITY NOTES. 


The annual meeting was held at Win- 


. Edison chester House, London, on April lith. Mr. 
+ Swan Electric C. Jermyn Ford, who presided, first dealt 
Co., Ltd. with some items in the balance sheet. He 


said the debenture stock sinking fund had 
been still further increased, and now amounted to £42,775, 
which was in the nature of а reserve, in addition to the 
general reserve account of £55,000. Sundry creditors 
amounted to £391,810, against £428,000 in the previous year, 
but this had been largely reduced, and at the present time they 
stood at approximately £275,000. Loans were largely ìn- 
creased. Freehold property figured at £394,000, an increase 
of £47,000, and plant and machinery had been increased by 
£35,000, both due mainly to additions to the lamp works and 
meter works. Stocks had come down from £900,000 to 
£613,000. Sundry debtors appeared at £214,000, which was 
£150,000 less than they were in the previous year, due to 
slackness of trade. The period covered by the accounts had 
been disastrous; indeed, the most disastrous for industry 
which. this country, and, in fact, the commercial world 
had ever known. It was anticipated, and reasonably antici- 
pated, that after the devastation and check to production 
caused by the war a lengthy period of industrial activity and 
prosperity was in store.. Up to the end of 1920 this hope 
seemed to be fultilled and the whole commercial world had 
accumulated stocks of raw materials and manufactured goods 
in anticipation of the continuance of the greatest industrial 
activity. How these hopes were suddenly dissipated by the 
tremendous slump which came so unexpectedly upon us was 
unfortunately prominently before all of them. ‘These mis- 
fortunes were accentuated, if not to a great extent brought 
about, so far as this country was concerned, by several causes 
which might have been avoided if only saner counsels had 
been allowed to operate. The first trouble arose, as they 
might remember, with the strike of the moulders, the second 
was the disastrous coal strike, which affected not only all of 
them as individuals, but every industry in the kingdom, and 
caused losses of millions of pounds which would otherwise 
have been available for industry generally. The third cause, 
which particularly affected that company, which was not 
possibly appreciated by the ordinary public, was the strike of 
the shipwrights, followed by that of the ship joiners, which 
affected all our largest ports, and continued for close upon 
twelve months, until August last. During its continuance 
large numbers of vessels which, in the ordinary course, 
would have been fitted out in home ports, had to be sent to 
the Continent for the purpose, resulting in a great loss of 
trade to the country. The loss shown by the accounts was 
heavy, and it was poor consolation to remark that hundreds 
of other industrial concerns were in a similar position to them- 
selves. This loss was largely attributable to two causes, the 
greater being the unprecedented fall in values of all the raw 
materials and manufactured goods which had occurred during 
the period covered by the accounts, the other being due to 
stagnation in trade. "The fall which had taken place in values 
of all raw materials and manufactured goods  parti- 
cularly of the class dealt with by this company, had 
been extraordinary and unprecedented, and varied from 90 to 
15 per cent., and the directors felt that the position, being 
as it was, it had to be seriously faced. That being so, they 
had made a most careful and minute valuation of their 
stocks, both in this country and abroad, and the figures at 
which they appeared in the balance sheet, viz., £618,000, re- 
presented the bed-rock prices. This depreciation amounted to 
£346,000, and was responsible for the greater part of the loss 
shown. In arriving at these values the most conservative 
attitude had been adopted, and all doubtful stocks had been 
absolutely eliminated, which ensured that at whatever price 
they were able eventually to realise them it would be to the 
good. For the purpose of any refund which might be ob- 
tained on Excess Profits Duty paid, the Government fixed the 
date for stock values at August 91st last, and these values 
were, therefore, those which were current at that date. One 
could not say at this moment whether there would stil be 
a fall in values, but it was to be trusted that prices had 
touched bottom. The Board had explored every avenue 
within the company’s organisation for economies, but the 
accounts had only benefited to а emall extent. If a cut price 
was carried too far the danger line was approached, and they 
would then not be prepared for any revival of trade. During 
the period covered by the accounts the company, in common 
with other manufacturers of electric lamps, reduced the price 
of its lamps 15 per cent., which cost it £26,000 in hard 
cash. That, they would agree, was a most unfortunate cir- 
cumstance, coming at a time when money was scarce and 
losses had otherwise occurred. With reference to the German 
competition, those who were not closely in touch with indus- 
trial concerns could hardly understand the full burden of that 
competition, but it did seem unfair that British workshops 
should be kept idle by German competition and British doles 
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should have to be given out of the ratepayers' pockets in 
consequence. Another cause of trade depression was un- 
questionably high income tax, the iniquitous Corporation tax, 
and the high local rates. ‘Lhere was one bright spot, he was 
glad to allude to, and that was their lainp works, which had 
been progressing wost satistuctoruy., Aney had introduced 
two new types of lamp. One was the ^" Fullolite " [not 
'" Fulterlite ^ as appeared in the report of the meeting pub- 
lished п our adVerusement pages last еек. — 05. 3. К.] 
which was destined to obviate all glare, and that had caugnt on 
beyond their most sanguine expectations. ‘Lhe other wus the 
Daylight Lamp, constructed of specially tinted glass, which 
gave а daylight ellect, and was of great use in all cases where 
the question of colours came into play. Considering the 
slack times, the lamp sales had been good, and this branch 
of the business should largely develop, and they were now 
thoroughly equipped to deal with it. Loans from bankers 
had been increased to £223,800, and since the date of- the 
accounts there had been a still further increase, and the 
amount now stood at £313,000, but without their bankers’ 
assistance they would have been placed in а serious position. 
The board had been asked whether it intended to have a 
reconstruction scheme. It had given the matter considera- 
tion and obtained the views of some of the largest share- 
holders, who felt that no good purpose would be served by 
bringing forward a scheme at this juncture, and in this view 
the Board agreed. He was pleased to say that Mr. А. F. 
Berry had consented to join the board of directors. The 
board would meet its difficulties with a сайп view of the 
future, and he was convinced that with a moderate revival 
of trade they ought to do fairly well. 

Mr. E. C. QviLTER seconded the resolution, and said he 
trusted the shareholders would give the board their assistance 
and absolute confidence. 

The resolution was carried. 

The following resolution was also passed: '' That the pay- 
ment of the half-vear’s dividend of 7 per cent. per annum 
upon the first participating preference shares to January 3lst, 
1921, be and is hereby confirmed; and that the payment of 
the half-year's Interest upon the preference shares to July 
3lst, 1921, be and is hereby confirmed.” 

Votes of thanks to the chairinan and the staff terminated 
the meeting. 


The Oerlikon Accumulator Works Co. 
intends to pay a dividend at the rate of 
20 per cent. out of net profits of 615,000 fr. 
for 1921, being the same rate as in 1920, 
when the net profits were 817,000 fr. 

The report for 1921 of the Aluminium Industry Co., of Neu- 
hausen, to which reference was recently made, attributes 
the reduction in. the dividend from 16 per cent. in 
1920 to 8 per cent. last vear to the heavy decline in 
the sale prices, inadequate turnover, and the difficulties en- 
countered in quickly bringing about a reduction in the costs 
of production in. Switzerland. As to the first-mentioned 
cause, it is stated that the sale prices in recent months have 
approximately fallen to the pre-war level, but the contest for 
markets has not in any way come to an end. During the 
past year it was possible to secure the removal of the still 
existing requisition of the works’ installations and of indi- 
vidual mines of the French subsidiary companies. Working 
at the bauxite mines had been resumed, but the Alumina 
Works required fundamental restoration, and claims for 
equivalent compensation had been made. Concerning the 
bauxite company, in "Transylvania, the report mentions that 
this undertaking had been reconstructed according to 
Rumanian law and with the assistance of Rumanian circles: 
but the production had not yet been restarted owing to the 
disorganisation of the transport conditions. It had. however, 
been possible for the Alumina Works to increase its outpnt. 
The share capital of the Neuhausen company remains at 
42,000,000 fr., as in each of the two preceding years; the net 
profits, as previously mentioned, were 3,865,000 fr.. including 
the balance forward, as contrasted with 7.629,444 fr. in 1920. 
A new participation appears among the investments in the 
form of the Aluminium Rolling Milla Co., of Schaffhausen. 


Swiss 
Companies. 


The Electricity Supply Co., of Berlin, 


German records an increase in the net profits from 
Companies. 4,631,000 marks in 1920 to 5.175.000 marks 


last year, and an advance in the rate of 
dividend from 14 to 16 per cent. in the two years respectively. 
The share capital is now to be raised by 20,000,000 to 50.000.000 
marks and 6 per cent. preference shares issued for 5,000,000 
marks, each having ten votes. 

The directors of Siemens Elektrische Betriebe A.G., of 
Hamburg. which is financially interested in many electricity 
supply works, report (in accordance with the Commercial 
Code) the loss of one-half of the share capital through exchange 
debts. particularly with regard to the company's loans in Swiss 
francs. The ordinary share capital is 40,000,000 marks and 
the Swiss loan amounts to 20,000,000 fr. Brief reference to 
this matter has already appeared in these pages. 

The directors of the Mir d Genest Telenhone and Tele- 
graph. Works Co., of Scheneberg, recommend a dividend at 
the rate of 16 per cent. for 1921, as compared with 15 per cent. 
in the preceding year. At the same time it is proposed to in- 


crease the ordinary share capital by 15,000,000 to 40,200,000 
marks, and also to make an issue of 6,000,000 marks in 6 per 
cent. cumulative preference shares, each having six votes. 

The Sarony Works, Light & Power Co., of Dresden, re- 
ports gross profits of 40,110,000 marks for 1921, as against 
17,010,000 marks in the preceding year. After having written 
off 10,550,000 marks for depreciation, as compared with 
8.940,000 marks, it is intended to pay a dividend at the rate 
of 20 per cent. on the share capital of 72,000,000 marks, this 
го. contrasting with 16 per cent. on 40,000,000 marks in 
1929. 

The Wireless Oversea Communication (Ueberseererkelir) 
Co., of Berlin, reports an increase in the trathe from the 
stations at Nauen and Eilvese in 1921, particularly with the 
United States and European countries. The directors mention 
the community of interests concluded with the Radio Corpora- 
tion and the international arrangements respecting the joint 
erection and . working of the Transradio Argentina, near 
Buenos Aires. After setting aside 9,926,000 marks for depre- 
ciation and maintenance funds, the accounts show net profits 
of 3,445,000 marks, permitting of the payment of a dividend 
at the rate of 12 per cent. on share capital of 25,000,000 marks, 
It is intended to double the ordinary share capital by making a 
fresh issue of 25,000,000 1narks, and to issue 5,000,000 marks 
in 6 per cent. preference shares, each having 10 votes, aud 
debentures for 25,000,000 marks. 

The Bergmann Elektricitats Werke Gesellschaft, of Berlin, 
reports a net profit of no less than 19,573,448 marks for the 
last financial vear, as compared. with only 13,068,371 1uarks in 
19290. The dividend on the old shares is being increased from 
15 to Э per cent., while the holders of the new shares are to 
receive 10 per cent. It is proposed to still further increase the 
capital, the new shares to be offered at a premium of 390 per 
cent. 

The Société Versaillaise de Tramwans 
électriques et de Distribution d'Energic in- 
tends to raise its capital by а further 
issue, which 1s being made this month. of 
2.000.000 950-fr. shares, in order to set up new supplv lines for 
its distribution networks. The company has just declared 
dividends for the past year at the rate of 22.50 fr. to the 
preference shares, 20 fr. to the ordinary shares, and 7.50 to 
shares de jouissance. 

Compagnie Francaise des Câbles Télégraphiques.—The share- 
holders have confirmed in an extraordinary meeting the increas 
of the capital proposed in November last, of 8,000,000 fr. in 
250-fr. shares, payable in metal. The company's capital is 
now 24,000,000 fr. 


French 
Companies. 


Indo-European Mi a te Co., Ltd.—The directors hope 
to be able to furnish the accounts for 1921 in the course of 
two or three months. At the general meeting to be held on 
Wednesday next the directors will гесопппера a final dividend 
of £1 2s. 6d. per share, free of tax, for 1921, making, with the 
interim dividend already paid, 7 per cent. for the vear. The 


accounts for 1919 and for 1920 will be brought up for confirma- 


tion at the meeting. The year 1921 was devoted to the 
organisation of staff and to the accumulation and distribution 
of material for the reconstruction of the line in anticipation 
of its re-opening as a whole, and there is little further of 
interest to report. There are, however, at this moment cer- 
tain important developments which the directors hope to 
report to the meeting. 

Jarrow & District Electric Traction Co., Ltd.—The total 
revenue for 1921 was £14,624, a decrease of £1.908. After 
deducting all expenses chargeable to revenue, including in 
terest on debentures, and putting £800 to renewals, there 
remains a.surplus of £1,156, plus £4,219 brought forward. A 
dividend of 4 per cent. for the year on the ordinary shares 
requires £2,397, leaving £2.977 to be carried forward. The 
coal strike and trade depression in the district adversely 
affected the revenue. The Minister of Transport having ex- 
pressed the opinion that it is in the public interest that 
through running of cars on the tramways of the South Shields 
Corporation and the company should be put into operation. 
the directors hope to make satisfactory arrangements witl. 
the Corporation for the early inauguration of through services. 


City Electric Light Co., Ltd. (Brisbane).— n their re- 
port for the year ended January 31st, 1922, the directors 
state that, after making additions to the franchise and pul- 
chase sinking fund, and renewal, replacement and contu 
gencies account, and contributing to the emplovés' provident 
fund, there remains a credit balance of £77,359, which, wit? 
the balance brought forward, makes a sum of £77,541. Out 
of this year's profits the directors paid an interim dividend 
with dividend duty in September amounting to £34,506, and 
they recommended in January a further dividend of 3 per 
cent. on the 6 per cent. preference shares, 34 per cent. on the 
7 per cent. preference shares, and 5 per cent. on the ordinary 
shares, free of State tax. The payment of the recommended 
dividend, together with the dividend duty and an allowance 
for Federal tax, will absorb £42,925, leaving £109 to be 
carried forward. 


Stock Exchange Notices.—The 
been ordered to be officially quoted : 

Barcelona Traction, Tight & Power.— £823,300 7 per cent. 
50-year prior lien " A" bonds (Nos. 4,368 to 12,000). 


undermentioned have 
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Companies to be Struck off the Register.—The following 
are to be struck off the register within three months unless 
cause is shown to the contrary :— 

British Sherardisers, Ltd. 

Denton Electrical Construction Co., Ltd. 

Derby Lump Works, Ltd. | 

Electric Timekeepers, Ltd. 

Electro-Galvanizers, Ltd. 

E.M.F. (1914), Ltd. 

Holmquist Electric Со, (I911), Ltd. 

Londonderry-Moville Electric Railway Syndicate, Ltd. 

Roger Dawson, Ltd. 

Sandbanks Railless Electric Car Co., Ltd. 

South-Western Vacuum Cleaner Co., Ltd. 

Stundard Turbine Co., Ltd. 

Swanage Electricity Supply Co., Ltd. 

United States Railless Electric Traction Co., Ltd. 

Wycombe (Borough) Electric Light and Power Co., Ltd. 
—During 1921 the connections advanced from 3,519 to 
3.001 kW. Gross profit on trading, including contracting 
business, £17,004 (compared with £16,993). After paving de- 
lenture and loan interest, &c., paying 10 per cent. dividend 
on the shares for the year, putting £5,000 to the renewal 
reserve fund, and £4,000 to general reserve fund, £276 is to 
be carried forward. Additional plant, costing £15,000, is 
now being installed to meet the increasing demand, and an 
iste of 3.000 £5 cum. 10 per cent. preference shares 15 to be 
made. Mr. J. C. Wigham has retired from the board. and 
Mr. А. N. Rye has been elected in his place. 


Winnipeg Electric Railway Co.—Gross earnings from 
operations for 1921, $5,418,024; operating expenses, before 
charging depreciation, $3,559,380; leaving net operating 
revenue, $1,555,644; plus miscellaneous Income, $161,406; 
making $2,020,050. Deducting interest charges on debenture 
stock, bonds, gold, notes, &e., $635,331; extinguishment of 
discount on securities, $52,526; city percentage and car licence 
taxes, $183,070; taxes, $164,314; miscellaneous non-operating 
expenses, $3,312; and other income deductions, $54,532; net 
income, excluding depreciation, was $928,965; an increase for 
vear of $132,359.— Financier. 

Windsor Electrical Installation Co., Ltd.—At the annual 
meeting, on April 5th, Sir. William Shiplev, who presided, 
aid that the balance, after providing for debenture interest, 
preference dividend, &c., was £3,204, out of which it was 
proposed to pay a dividend of 4 per cent., less income tax, on 
the ordinary shares; £1,804 would be carried forward. The 
profit for the year was smaller, notwithstanding an increase 
of £2,000 in revenue. They had had to pay more for their 
ү supply from the Slough & Datchet Co. owing to the cost 
of coal. 


Slough and Datchet Electric Supply Co., Ltd.—Capt. C. J. 
Jackaman, presiding at the annual meeting on April 5th, 
reported a revenue of £31,106, an increase of £4,442. The 
net profit available for distribution was £8,930. This was 
divided as follows: depreciation and reserve, £3,000; a divi- 
dend of 6 per cent., less tax; directors’ fees; carried forward, 
£1839. Capital expenditure amounted to £10,000, and in- 
cluded the provision of an additional boiler and new mains. 


‚ Folkestone Electricity Supply Co., Ltd.—The annual meet- 
Ing was held on April 7th, Alderman G. Spurgen, J.P., pre- 
siding. It was stated that the gross profit showed an increase 
of £2,767. Subject to the consent of the Electricity Commis- 
чопегя it was proposed to pay а dividend of 42 per cent. on 
the ordinary shares. Substantial improvements were in hand 
and some of the new plant was already running. 


Reduction of Capital.—7. G. WHITE & Co., LTD.—A petition 
for the confirmation of the reduction of capital from £500,000 
to £350,000 has been presented to the High Court and will 
be heard in London on May 9th. 


Monte Video Telephone Co., Ltd.—4An interim dividend on 
the ordinary shares at the rate of 6 per cent. per annum, free 
of tax, for the half-year is announced. 


Tilling-Stevens Motors, Ltd.—The Financier states that the 
directors report a loss on the year's working of £148,212. The 
balance brought forward was £18,170, leaving to the debit of 
profit and. loss account £166,382. Abnormal trade conditions 
prevailed throughout the whole of the vear. Tn addition, 
Sucks in. hand were taken at market prices and were con- 
siderably lower than actual costs. 


Broit, Ltd.—The directors’ report for 1921 (as quoted in 
the financial Press) states that trading has resulted in a losa 
of £3808, after providing ample depreciation of buildings, 
Plant and machinery. and making due provision for all bad 
and doubtful debts. Deducting the surplus of £1,758 brought 


forward there is a net deficiency of £22,049 to be carried 
forward. 


North of Scotland Electric Light & Power Co., Ltd.— 
Palance on working during 1921, £7,776, plus £634 brought 
forward. After paving 10 per cent. on the preference shares, 
and 1} per cent. on the ordinary, £4,500 is put to renewal 
reserve, carrying forward £785. 

River Plate Electricity Co., Ltd.—Dividend 7 per cent. 
for 1921 on the. ordinary shares, £10.000 to reserve, carrying 
forward £9.104. Tt is recommended that £49,573, part of the 


hoc be capitalised ;and divided among ordinary stock- 


‘way deferred and preferred stocks are buoyant. 


STOCKS AND SHARES. 


TUESDAY EVENING. 
EVERYBODY supposed that the Bank Rate would be reduced 
on the Thursday in this present week. The Bank of England 
provided a dramatic and wholly unexpected surprise by lower- 
ing the rate to 4 per cent. on the eve of Good Friday. The 
immediate effect electrified the markets. Investment stocks 
became more than ever difficult to buy. Second as well as 
first-class descriptions advanced further in price. Ап illus- 
tration of the way in which the pendulum swung is provided 
by Whitehall Electric debentures which, 2% discount a week 
ago, rallied to 10s. discount. The preference shares, 92 per 
cent. of them left with the underwriters, went up from 2s. 9d. 
discount to ls. discount. The underwriters, some of whom 
felt far from happy at first, are now regarding their shares 
with more calmness than is possible, for example, to anyone 
trying to write about them, with a vigorous game of ping-pong 
going on, and a gramophone grinding out fox-trots and jazz. 

Cable stocks and shares stand out with peculiar strength 
where nearly everything is strong. Carefully deliberated 
advice to buy these issues, offered here from time to time, is 
fully justified by the rise in Eastern ordinary stock to 1934, 
in Westerns and Eastern Extensions to 191. Globe followed 
suit as a matter of course. Anglo-American "Telegraph pre- 
ferred is within a conple of points over par. Telephone prices 
have advanced with those of the cable companies. Orientals 
and United River Plate Telephones are better. Jutland deben- 
ture is 1} higher at 51 premium. 

Nor is there any reason why these prices should not be 
maintained. The one thing that might bring about a reaction 
in Stock Exchange securities is a revival in trade. This would 
lead to money being withdrawn from stocks and shares in 
order that it might be utilised industrially. With the Bank 
Rate down to 4 per cent., an impetus will be given to trade, 
and the Genoa Conference may do something to help in the 
etraightening-out of the foreign exchange problems. Never- 
theless, the trade outlook, brighter though it be, is not suffi- 
ciently settled to make it a serious competitor to the Stock 
Exchange markets as a medium for employment of capital. 
Prices will go better in all sound-class markets, and, as already 
observed, the demand now is for stocks and shares which, 
only three months ago, were deemed very second-rate. 

The Underground Railway stocks have been exceptionally 
dull, the reason being a certain amount of profit-taking on the 
eve of the holiday. Metropolitans and Districts have had so 
sharp a jump before the present boom started that the re- 
action is natural, but a recovery in Districts shows that the 
market undercurrent is good enough to justify expectations of 
a further improvement by and bye. 

Mexican Utilities are booming. There are rises that range 
from 2 to 10 points in the popular stocks. The Light & Power 
issues are in active demand. Both classes of bonds have be- 
come almost impossible to buy. "This has served to bring the 
preferred shares into notice, and the price rose 10 to 48}. 
Following these, the Common shares hardened to 214. Mexico 
Trams, Pachuca rives, and Mexican Electric Fives have 
strengthened with the rest. British Columbia Electric Rail- 
Most of the 
foreign traction bonds and shares are stronger. Brazilian 
Traction gained no less than 9 points. Anglo-Argentine firsts 
gave way to 34, but the Seconds rose 5s. to 4. 

The Edison Swan meeting produced an interesting speech 
from Mr. Ford, the chairman, who went into some detail to 
explain the trading loss of £310,000. He admitted that there 
were few signs at present of any immediate revival in trade, 
but described the lamp department as the bright spot in the 
situation. No change has taken place in the prices of the com- 
pany's shares. General Electric ordinary at 22s. 9d. are 1s. 9d. 
better on the week. 

County of London ordinary, now split into £1 shares, are 
95s. bid, equivalent to 124 for the £10 shares. The preference 
hardened to 9J0s., which is equal, of course, to £10. London 
Hlectrics rose à to 1 11/16. Kensington ordinary at 63 have 
recovered part of their recently-deducted dividend. The list 
throughout shows noticeable strength, although. prices remain 
on much the same basis as that of a week ago. Yorkshire 


ordinary at 94 are ds. better, and the new Yorkshire Power 


preference, which came out at £4, are 4 9/16 for the fully- 
paid. and 11s. 6d. premium for the partly-paid. 

The manufacturing group shows up decidedly well. Al- 
though some of the engineering shares are a trifle easier, Bab- 
cock & Wilcox going back to 3, the shares in companies con- 
nected with cable work have advanced in most cases. 
Callenders are up to £2, and the preference at 22s. 6d. are 
1/16 better. Henlev's at 2 1/16 are also the fraction up; the 
preference rose 2s. 6d. to 44. Metropolitan-Vickers preference 
retain their rise at 2%, Siemens ordinary are better than they 
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appear at 27s. 6d. bid, and the preference have gone over 31s. 
Dealers complain that there is no stock in the market, and 
they cannot satisfy. the dozens of buyers who come to them 


every day. Electme Constructions at 22s. 6d. are 18. Yd. 
better. British Insulated ordinary have risen to £2, making a 


rise of 3s. 9d. in a fortnight. ln preference shares, there is 
something approaching a famine. 

The North Metropolitan 8 per cent. preference remains 
about J101}. Evidently the investor does not care for the right 
Which the company has to redeem the stock in five. years! 
time at 100. Were it not for this, the price would certainly 
be standing several points higher. Although the Stock Ex- 
change took on a somewhat dull appearance after the holidays 
as à result of the possible complications arising at Genoa out 
of the German-Russian '' treaty ” (so called), the reduction in 
the Bank Rate proved far too strong an influence for invest- 
ment stocks to suffer any deeline in company with the more 
speculative stocks and shares which gave way in various 
markets. Even rubber shares are looking better, in conse- 
quence of the timid hope that has sprung up as to the possi- 
bility of a demand arising for the product. Armament shares 
are good; good, that is to say, as compared with the prices 
of a few months age, and an all-round improvement in iron 
and steel shares testifies to the belief that it will not be long 
before the industrial troubles are composed in the engineering 
world. Investment stocks are moving on to the level of a 
5 per cent. return. — In many cases even this yield is not 
obtainable from gült-edged securities, with the consequence 
that the public are driven to seek higher-yielding industrial 
stocks and shares for employment of the money which hither- 
to has been lving in the banks. 


SHARE LIST OF ELECTRICAL COMPANIES, 


Home ELECTRIOITY COMPANIES, 


THE ELECTRICAL REVIEW. 


MARKET QUOTATIONS. 


Ir should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances. 


Wednesday, April 19th. 


CHEMICALS, áo. Tr. dues 
а Acid, Oxalio .. Бә 2 ee per lb. 84d. са 
а Ammoniac Sal Sa ws .. per ton £66 s 
a Ammonia, Muriate (large crystal) — £58 ca 
а Bisulphide of Carbon oe oe н -e ex 
a Borax oe oe oe ee ee м 480 vt 
а Copper Sulphate `.. ee oe » £21 oe 
а Potash, Chlorate  .. $s .. per lb. bd. to 5%. 5% 
а " Perchlorate ee ee " Tid. 972 
aShellac.. .. .. ..  ..perowi Aly fa. 10/- dec. 
а Sulphur, Sublimed Flowers e » 413 - 
a » Lump x zs HS T 211 £1 dec. 
а Soda, Chlorate an Se .. per Ib. d. ох 
a (1) stals ee ee een per ton 1 ee 
а Sodium Bichromate, casks ee рег lb. 52d. ee 
METALS, &c. 
b Aluminium, Ingots.. га .. per ton £190 T 
i Wire ,. E . per lb. 1/9 to 2/6 сЕ 
” Sheet ee ee oe 19 1/6 to 2/- ee 

р Babbitt's Metal and Anti-friction Metal— iex 

Grade I .. z .. рег ton net £147 а 

Grade II ., an xs " Р &106 i 

Grade III .. is 34 " ” £62 V 
c Brass (rolled metal 2” to 19" basis) per Ib. 9id. 28 
€ „ Tubes (solid drawn) m “a 1134. vo 113. id. dec. 
Cc Г ire, asis ee ee e. и 9id, ee 
c Copper Tubes (solid drawn ы ы Vii td. dec. 
€ » Bars (beat selected) .. per ton £28 ВЯ 
с ^» £Sheet., АР а - wa " £28 T 
с » Rod ee ee ee ee м £88 oe 
d 4 (Bleotrolytic) Bars su K £66 10s £3 inc. 
d „» РА Sheets 5% н #2146 108. ie 
d «. = Wire Rods.. ‘a £76 10s £2 inc 
d н м H.C. Wire, . per lb. | :91 wd. 14. inc. 
f Ebonite Rod ee ee ee ee м 6/6 ae 
f м Sheet. е oe Е) ee » BJ- ° 
m German Silver Wire ec. cd i 2/6 T 
h Gutta-percha, fine .. ..  .. » 12/8 T 
h India-rubber, Para fne .. Е is 104d. id. deo 
4 Iron Pig (Cleveland Warrants) .. n Nom. s 
1 , Wire, gair. No. 8, P.O. qual, н £31 25 
g Lead, English Pig .. 06 - £24 £1 inc. 
g Mercury eu... Por bot, | £10 158. to £11 Е 
e Mica (in original cases) small .. per lb, ‚ to 8/- 2 
[ | м в 7 medium ee 94 4l- to 8/- > 
е n " large  .. н 10/- to 20/- & ap 
Pp Phosphor Bronse, plain castings.. А 1 
p я н drawn bars and rods и 1/34 
p " » rolled strip & sheet н 1/33 fs 
p » t Wire oe ee oe » 1/8 ad. inc. 
o Platinum is ee ee ee рег oz. £19 10s - 
d Bincium Bronze Wire ee ee per lb. 1/1} 4d. inc. 
Р Steel, Magnet, in bars ee ee н 1- | ео 
n Tin, Block (English) ee ee per ton 2152 10s. : £8 10s. inc. 
а м Wire, Nos. 1 ю 16 ee ee per lb. e : ae 


a G. Boor & Oo. 

b ‘The British Aluminium Co., Ltd. 

c Thos, Bolton & sons, 1:00. 

4 Frederick Smith & Go, 

ө F. Wiggins & Sons. 

f India-Rubber, Gutta-Peroha and 
Telegraph Works Oo., Ltd. 


Quotations supplied Yai 
g James ospeare, 


& Edward Till & Oo. 
i Bolling & Lowe. 

1 Bichard Johnson & Nephew, Ltd. 
в Johnson, Matthey & Co., Ltd. 


p C. Clifford & Son, Ltd. 


r W. F., Deunis & Oo, 


National 
April Hth, 
before the 


Mr. 


Association of Supervisin 
W. E. Hightield, M.LE.E., 
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Electricians.—On 
read а paper 


Dividend, Price 
^. April 18, Riseor Yiela 
1920, 1921, 1922, all, р.о, 
Brompton Ordina А T ee 12 12 a — 88 0 0 
Charing Cross Ordinary iis «а В 9 6 — 740 
do. do. do. 44 Pref. .. 4$ 43 83 — 6 8 7 
Chelsea ee ee ee oe ee 6 6 5% =s 59 1 
Cityof London .. .. .. oo 1d M З5/- — 8 00 
йо. do. 6 per cent. Pref... 6 6 21/- — 514 2 
County of London is ys is B B 1} + 1 6 8 0 
do. do. брег cent. Pref... 6 6 1 + 6 00 
Kensington Ordinary .. T - 9 10 62 + $ 717 0 
London Electrico.. oe as T 2, 4 lij t 728 
do. do, 6 percent. Pref... 6 6 4j — 616 6 
Metropolitan ee ae . е ee 1 1 f 44 — 7 b 4 
do. t per cent. Pref... 43 43 Bg — 6 5 2 

St. James’ and Pali Mall  .. с, 12 19 ТА — 8 5 6 

South London .. "^ «s - 1 1 8 = 8 7 0 

South Metropolitan Pref, .. е 1 1 là — 6 4 5 

Westminster Ordinary.. oe .. 10 10 7 — 7 310 

T£LEGRAPHS AND TELEPHONES. 
Anglo-Am, Tel. Pref. .. oe - 6 6 02 +34 517 8 
до. ef. .. ee oe 14 81/3 223 +1 715 G 

Chile Telephone e ee sear б б 618 tis 511 

Cuba Sub. Ord. .. «2 of oF 7 1 8i + а 8 4 8 

Eastern Extension  .. ee о 10 10 19 + 3 6 4 0 

Eastern Tel. Ord. cs oe о, 10 10 к + 6 5 8 4 

Globe Tel. and Т. Ord. T . 10 10 19 + 8 6 4 0 
do. do. Pret. m oe 6 6 11} d 5717 1 

Great Northern Tel. .. xe ee 22 24 814 +1 718 8 

Indo-European .. "T ee ee 10 10 B3 -- 611 7 

Marconi oe ee ee өө ee 25 15 2;% — 6 17 0 

Oriental Telephone Ord. .. oe 13 13 21 + *5 18 0 

United R. Plate Tel. .. ss. T 8 8 78 + *б 13 8 

West India and Panama "T ee Nil Nil 6/- — Nil 

Western Telegraph ee oe ee 10 10 192 + à * 4 0 

Homes Rats, 
Central London Ord. Assented .. 4 4 65 - 6 18 
Metro olitan oe ee өө ee 1 21 415 E { 58 5 
о. District . ee oe Ni 1 Bi + 2 18 10 
Underground Electric Ordinary .. Nil Nil PI. —4 Nil 
do. do. "AT... ee Nil Nil 1- = Nil 
do, do. Inoome.. oe a 4 76) —1 65 4 71 

FonRiGm Trams, &o. 

Anglo-Arg. Trams, First Pref.  .. БА 153 Bà — 1 717 2 
do. do, 2nd Pref. . Nii 6 4 +2 617 6 
do. do. брег cent. Deb. б б Tih — 6 9 0 

Brazil Tractions eo æ. o. NU МП 5) +9 Nil 

British Columbia Bleo. Riy, Ров... 6 b 734 +5 618 1 

do. do. Preferred .. Б 98/- 70 +8) *612 3 

do, do, Deferred .. B 194- 714 +7 е8 12 10 

do, do. Deb. ee d t 74 — b 18 1 
Mexico Trams. 5 рег cent. Bonds... М N 7 +7 — 
| do. do. 6 per cent. S.. МП Nil 81 +2 n 
Mexican Light Common  .. „ NU КЦ 91 +2 Nil 
do. Pref. .. oe эө Nil Nil 48 + 10 Nil 

do, ist ee „ МП 6 +8 6 16 

Maworacruarme ОомРАИТЕВ 

Baboook & Wilcox ee ee ee 15 16 8 <= i 6 08 

British Aluminium Ord, өө ee 10 10 4% == — 

British Insulated Ога, M ee 15 15 9 + l/- 710 0 

Callenders mm oe T ee 15 16 2 Ф è 710 0 

, Pre . se ee LE 63 6) 1 ^ b 15 q 

Crompton О e өө ee se ee 10 10 16/- -— 18 8 8 

Edison-Swan ee oe ee ee 10 — 4/6 — — 
do. do. 6 per cent. Deb, ee Б 09 =] 614 

Blectric Construction .. ee ee 10 10 1à +1/9 8 17 10 

English Electric T T ee 8 8 10/3 => 15 19 9 

о, Pref, ee ee ee 6 6 16/8 == 7 7 8 

Gen. Bleo, Pref... өө eo eo 63 63 20/2 EN 6 6 4 
do, Ord... "T m T 10 10 22/9 +1/9 8 15 10 

Henley oo ee eo ee e^ 15 15 9 oy +45 7 6 8 

do. 4) Pref... «se «ce «oF A 4b 4i +4 5 6 0 
ndia-Rubber .. s Ss e 10 -— 14 _— — 

Met.-Vickers Pref, .. ee ee 8 8 2 - 614 9 

Biemens Ord. "T ee ee ee 10 10 97/6 -— *7 6 6 

Telegraph Oo 9 ee oe ee ee и 20 243 == »4 17 10 


* Dividends paid free of Income Tar, 


Association on. “Temporary Expedients,” illus- 
lantern slides. The author covered a wide ranse 
of subjects, in connection with the installation and erection 
of electrical plant, from the methods of receiving and unloe:d: 
ing the machinery to preparing the foundations, assembl:ng 
the parts, drying out, and repairing mishaps. The means 
described for overcoming the various difficulties that arise 
were exceedingly practical and useful, and numerous ehrewd 
hints and suggestions were given. 


- 25,000 Photographs a Second.—The Times Paris correepon- 
dent says that a remarkable step forward in the history of 
kinematography was announced to the Academy of Sciences 
on April 10th. M. Bull, Assistant Director the Marey 
Institute, has succeeded in photographing electric sparks 
whose duration was only 1-50,000th of a second. M. Bull 
employs a prism revolving 120 times a second. of 
sparks refracted by the prism are projected on a fixed film 
every hundredth of a second. Thus there are about 250 photo- 
graphs of sparks per hundredth of a second. 


Wireless Telegraphists' Dispute.—The Board of Trade has 
taken steps to prevent interruption of British shipping &r- 
vices through the strike of wireless telegraphists. It did not 
feel justified under the existing conditions of trade in per 
mitting shipping to be held up solely because no certified 
operators were available. Accordingly the Board's supenn- 
tendents at the ports have been notified that in the event of 
a vessel being unable to obtain an operator, the wireless regu- 
lations may be waived and the ship permitted to sail, says 
the Daily News. 


truted with 
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OUTDOOR SWITCHGEAR. 
By J. В. RUDKIN. 


Тнв necessity of developing the water power now un- did not recommend the installation of the apparatus in 
utilised, for the most part, in many countries for the buildings, with due regard to clearness of observation, 
production of electric power for railways, lighting, security of service, and finally the cost of the building. 
electro-chemistry, and industrial works, has become one There only remained the method of employing switch- 
of the most important economie problems owing to the ^ gear in the open air and unprotected, which has been 
comparatively high price of coal of recent years. Мапу used in America for some years. | 

large hydro-electric power stations have been put into The electrical apparatus manufacturers, Sprecher and 
operation, and have successfully assisted in the dis- Schuh Co., of Aarau, Switzerland, were the first Euro- 
placement of coal, and have at the same 

time contributed largely to the industrial 
progress of the countries concerned. This 
is especially the case in Switzerland, 
where, owing to the high price of coal, 
the electrification of the main railways is 
rapidly being extended. * 

The development of the supply of electric 
power to all parts of the country must fol- 
low, one of the main objects of which is 
the equal distribution of the available 
хрр in both winter and sunnner. This 
cay only be attained by the linking-up of 
the generating stations whereby the whole 
uetvork of the country forms one large 
system, working on а common bus-bar, 
and crossing Switzerland from east to 
west. The economical solution of this 
proble in consideration of the great dis- 
tances of the transmission requires corre- 
spondingly high transmission voltages, 
and the Swiss bus-bar has been calculated 
for a normal working voltage of 110,000, 
with a possibility of being eventually in- ' 
creased to 135,000 volts. Fig.: 1.—Outvoor SWITCHGFAR AT GOESGEN, FOR A PRESSURE 

This constantly increasing working | or 135,000 voLTs. ! 
voltage naturally furnished many pro- 
blens to the designer of the apparatus, and parti- 
cular attention had to be paid to the construction air switchgear and apparatus. 
of oil switches. It was soon perceived, however, There were many new points to be considered in the 

: construction of the apparatus, and especi- 
allv the oil switches, such as, for instance, 
perfect insulation in all weathers,’ full 
security of service, even at the lowest 
winter temperature, large distance be- 
tween live parts in consideration of the 
liability of short circuits due to foreign 
bodies (e.g., wings of birds), ample means 
of disconnection, great speed of switch- 
ing, and construction of the contact 
arrangements for obtaining the highest 
breaking capacity. 

This last point leads to the subdivision 
of the switching distances, t.e., to the 
application of multiple interruption, com- 
plete separation of the phases into single- 
pole switch units, and the arrangement of 
the main. contacts, which cannot be de- 
formed by the violent stress of a short 
circuit. | 

The first large outdoor switch station in 
Switzerland is that of the Swiss bus-bar 
at Goesgen for 135,000 volts, built by the 
Société Suisse pour le Transport et la 
Distribution d’Electricité S.A.. Berne, 
fitted with apparatus of Sprecher and 
Schuh. This station is illustrated in 
fir. 1, and is divided into. a middle nave 
and two side naves. 


pean company to further the construction of such open- 


Fig, 2—Sincue-pote Оп, SWITCH, Fic. 3.—SINGLE-POLE Оп, SWITCH, | The high middle lattice structure con- 
FoR 24,000 voLTS. . FOR 50,000 bind WITH LOWERED | tains the bus bars. with the necessarv 
| IL TANK. m | ja y 


i | | isolating switches and service platforms ; 
that the dimensions of the apparatus, and the distance below is the operating gear of the oil switches, 
between the conductors with voltages of 80,000 їо which, however, are normally driven electrically from 
139,000, which must be employed for such transmissions, the controlling house, Both side naves are used for 
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mounting the oil switches, choking coils and isolating 
switehes for the incoming and outgoing lines. 

The other illustrations on p. 567 show a single-pole 
oil-switch for 24,000 volts, fie. 2, and one for 50,000 
volts, fig. 2, with lowered oil tank. 

The picture given below, fig. 4, shows an oil-switch 
group with choking coils and isolating switches. The 
inclined entrance of the conductors of the oil switches 
will be seen to be an arrangement which, with small 
switch dimensions, gives long distance between the live 
parts lying outside. The points of view already men- 
tioned for the construction of outdoor switchgear in- 
evitably lead to a definite minimum. limit of pressure, 
for which these apparatus can be built with full security 
of service. This limit will he at about 24,000 volts. 
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Fic. 4.—SrrT or Оп, SWITCHES WITH CHOKING COILS AND Iso- 
LATING SWITCHES. 135,000 VOLTS. 


The oil switch in this illustration consists of three 
single-pole switches with separate tanks coupled 
mechanically to form one three-pole unit with electrical 
remote control gear of the solenoid type for outdoor ser- 
vice, the operating panel being located in the attendant’s 
hut. The switches are fitted with direct connected over- 
load time limit relays mounted on the top of the switch, 
and an ammeter is mounted in the high-pressure 
circuit, without series transformers. 


With regard to the question of the comparative cost 
of outdoor and indoor installations, including the 
necessary structures required in each case, from infor- 
mation which Messrs. Sprecher & Schuh have been able 
to obtain, there appears to be a saving of 25 to 30 per 
cent. in the case of an outdoor installation, as against 
the same outfit in the usual ‘‘ indoor " arrangement. 
The maximum saving applies to stations for 50,000 volts 
and upwards. The saving decreases as the voltage de- 
creases, and equal cost will be arrived at with 24,000 
volts. 

This information appears to be confirmed by Ameri- 
can experience, and according to a recent report of the 
chief engineer of the West Penn. Power Co.. Pitts- 
burgh, this company has decided to build all its new 
25,000-volt switching stations as outdoor stations. 


JIGS FOR ELECTRICAL WORK. 
By JAMES EDGAR. 


ARE machining jigs as much used in electrical shops as 
they might be! ‘lhe writer is tempted to ask the ques- 
tion because in recent visits to works of this kind he 
has seen many jobs on machine tables being drilled and 
bored after having come from the marking-off table that 
could quite well have been machined in jigs, not only 
lowering production costs but ensuring greater accuracy 
iu final erection. The setting of a casting on a machine 
table is nearly always a tedious process, requiring great 
skill, and the results are seldom as satisfactory as when 
a jig has been used. The jib ensures interchangeability 
quite apart from the skill of the operator, and in tle 
manufacture of duplicate parts is of great assistance. 

It is not proposed to discuss the designing of Jigs here, 
but sunply their suitability to what may be termed 
medium sized and large electrical work. It is too 
often supposed that a jig is only profitable if a large 
number of castings are required, but this is not so. We 
know of one firin of large Diesel oil engine makers which 
has reduced jig use to a fine art, and finds it profitable 
to make a jig that will only be used a few times. |t is 
possible by the exercise of a little ingenuity to make one 
jig suitable for one or two operations, and sometimes to 
use two Jigs in conjunction to machine one part. 

The works manager of an electrical manufacturing 
concern confessed to the writer recently that jigs were 
not as much used in the works as they might be, but he 
did not suggest a cause. One wonders if it is that firms 
are so much concerned about perfecting designs that they 
in some measure overlook the importance of manufactur- 
ing details. Good machines are installed, but the 
vreatest use is not made of them. 

The petrol engine has been more responsible for the 
development of the jig system of machining than per- 
haps any other factor. Foreign competition may have 
had something to do with this, but the electrical engineer 
is also faced with foreign competition. With the rise of 
the motor car there came the neéessity not only for pre- 
cision methods, but also for cheap and quick production. 
Gradually engineers concerned with other than petrol 
engines have seen the advantage of jigs, and now in 
almost every department of small engineering the jig 
has displaced to a great extent the marking-off table, 
and jigs have become simplified and perfected. The jig 
designer js now installed in most engineering works. 

It should be remembered that the economy of using 
jigs does not end in the machine shop. Indeed, it only 
begins there. The time saved by jig-machined work in 
its passage through the various departments is incaleul- 
able, apart from the greater satisfaction obtained. 

It is quite wrong to suppose that jigs are not suitable 
for large work. In lowered handling charges alone, à 
jig soon pays for itself, whilst less skilled labour can be 
employed. When a jig has been so designed that the 
work is easily inserted and- quickly withdrawn, and 
when the clamping is arranged so that no damage is done 


to the casting, a mistake on the part of the machine 


operator is scarcely possible. 

The planning department of a modern works can 
easily tell whether a jig will be profitable or not. It 
does seem a pity that works which are admirably laid 
out and splendidly equipped with modern machinery 
should fail to reach the highest production because of a 
persistent belief that jigs тау be suitable for internal- 
combustion engines but nothing else. Many castings 
used in big electrical work are suitable in every way for 
the employment of jigs. 


pn лу = 


The Floating Exhibition.—O wing to the dispute in the 
engineering industry the sailing of the steamer British Trad: 
has been postponed from May Ist to June. The vessel is t 
undertake a voyage of about 38,000 miles. and it will call at 
a number of the chief ports of the world, including Buenos 
Aires, Rio de Janeiro. Montevideo, and numerous Empire 
ports. The voyage will occupy from eight to nine months. 


ese 
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ELECTRIC MOTOR STARTERS. - 


[Abstracts of papers and discussions before the INSTITUTION or ELECTRICAL ENGINEERS. ] 


Tue British Engineering Standards Association felt that much 
benefit to all parties concerned would arise from a discussion 
of the specifications that have been framed by a Committee 
under the chairmanship of Mr. C. H. Wordingham, C.B.E., 
in their draft form before they were issued to the publi, 
as it was thought that the Committee would be likely to 
receive valuable suggestions from manufacturers and = users 
which might enable it to improve the specifications before 
they were issued. 

Accordingly, at a recent meeting of the Institution of 
Electrical Engineers, three papers on the subject were pre- 
sented and discussed, of which the following are abstracts. 


British Standard Specifications for Motor Starters. 
By C. H. WORDINGHAM, C.B.E., PAST PRESIDENT. 


A nEQUEST for standardisation with regard to motors starters 
led to the formation by the British Engineering Standards 
Association in 1914 of а comniiittee under the chairmanship of 
the author. The following definition of a motor starter. was 
adopted :— 

"The term ‘motor starter > denotes a device arranged for 
stating and accelerating a motor to normal speed, but not 
adapted for use in positions intermediate between the ' off’ 
position and the ‘ full-on ’ position.” : 

The corresponding definition of a motor controller. is as 
follows :— 

“A controller is a device having several steps, contacts or 
positions, sometimes called notches, used with or without 
resistances, for regulating the speed of a motor or motors, and 
may or may not be used for starting. The term ‘ controller ‘ 
does not include the resistances or other means of control em- 
plaved therewith. 

“Simple shunt regulators are not included in this defini- 
tion.” 

A specification for face-plate rheostatic starters was prepared 
and issued first. It was found necessary to discriminate 
between ordinary duty and heavy duty starters, the frequency 
of starting being the same in both, and the difference being in 
the starting periods. The committee was greatly helped һу 
Mr. G. H. Roberts, C.B.E., who made trials on starters actu- 
wiv in use and known to behave satisfactorily at Woolwich. 

The committee was very anxious to provide interchange- 
ability of contacts and centres of fixing holes, but the makers 
have not found it possible at the present time to get sufficient 
agreement among themselves with regard to these points. 

On completion of the specification for face-plate starters the 
following specifications were commenced, the Panel Com- 
mittee responsible for their preparation being under Mr. G. H. 
Roberts’s able chairmanship: Druin starters, liquid starters, 
switch starters, multiple switch starters, contactor starters, 
auto-transformer (compensator) starters. These specifications 
are still in draft form and are not yet approved for issue, but 


proofs are available for all desirous of taking part in thi: 
discussion. 

When the British standard specification for face-plate 
starters was first issued it was generally agreed that after use 
for a year or two this first attempt at a definite standard for 
the rating of motor starters might need revision. In the 
preparation of the remaining specifications for motor starters 
full use is being made of the experience gained in connection 
with the pioneer specification, and it is intended to revise 
B.S.S. No. 82 to bring it into conformity with the new ones 
зх soon as they have been issued. 

Each draft specification is divided into four main parts, 
namely: (i) general definitions; (ii) rating, sizes and mark- 
Ing: (iii) design and construction; and (iv) tests. 

Mr. Scott Ram pointed out that as the degree of protection 
necessary for a motor starter to enable it to pass the require- 
ments of the Home Office depended entirely upon the location 
of electrical apparatus. it was not possible to indicate in a 
specification whether a starter would or would not comply 
with the regulations of his department. In some cases '' open 
type" might be approved, and in others ''flame-proof ” 
covers might be necessary. 

The provision of an overload release on a standard starter has 

еп made optional. 

In conclusion, I would emphasise the fact that every 

.ES.A. specification comes up automatically for considera- 
tion and, if necessary, for revision each year. 


Electric Motor Starters. 
By J. ANDERSON, M.I.E.E. 


The paper deals with the practical development of an elec- 
tric motor starter froin the first principles relating to current, 
torque and resistance valves, to the data required by the sales- 
man. First 16 describes the method adopted of working in 
percentages for all calculations; defines starting, accelerating 
and running torques; refers to the lack of data regarding 
starting conditions; and gives tables of stored energy im 
rotors, for the normal load torque during acceleration and for 
the stored energy of a number of typical machines. 

A convenient formula is: 

A = S/T X 5.5 X K where А, = accelerating time (secs.); S= 
stored energy at full speed (ft.-lb. per b.h.p.); T = percentage 
of full-load motor torque available for acceleration; and к 
= (0.5) constant depending on the shape of the accelerating 
curve. Accelerations are classified and typical diagrams with 
automatic contactor and hankl-operated starters are given. 

When a current is passed through a motor and rotation 
commences, the speed rises until the back electromotive force 
cuts down the current to an amount which gives rise to a 
torque just sufficient to overcome the running friction or load 
at that speed. When the starter arm is moved to the next 
notch to cut out resistance there is a current-rush, the peak 
of which is determined by the ratio of the first resistance to 
the second, which gradually dies away as the speed and 
back electromotive force rise until balance is restored and 
the current corresponding to the running torque at the new 
speed is flowing. If this is repeated on the third and sub- 
sequent notches and all the peaks and valleys are equal, the 
acceleration. is called ‘‘ natural regular "; "regular" be- 
cause the peaks and valleys are equal, and '* natural " because 
the valley current corresponds to the running torque and 
cannot be reduced. 

Fig. 1 is drawn for the correct accelerating time on each 
notch, and these times are in proportion to the ratio of the 
resistances. 
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Torque/iü ne. and speed/tine curves for 7-notch starter passing 100 per cent. 

current on. kest notch with motor having 66.6 per cent. load. Stored. energy : 

1,0000 ít.-lb.;/b.h.p. Motor resistance: 8.8 per cent. Ratio of resistance from 
notch to notch: 1.5. 


Fig. 9. 


Torque ‘time and speed ‘time curves for 7-notch starter. passing 100 per cent. 

current. on first notch, with motor having centrifugal-pump load starting at 

fj per cent. and rising to 100 per cent. Stored energy: 1,000 ft.-Ib./b.h.p. 
Motor resistance; 8.8 per cent. 


Fig. 2 shows the effect of overestimating the motor resist- 
ance; it is typical of "'natural irregular acceleration ”’; 
“ natural ’’ because the vallevs fall to the running torque and 
cannot go lower, and ''irregular " because the peaks are of 
unequal value. [t is essential to know the resistance of the 
field and armature for a series motor, and of the armature only 
for a shunt motor. By armature is meant the total resistance, 
including brush gear, commutator and connections. The 
starter maker, in the absence of these data, has deliberately to 
underestimate the motor resistance, and this frequently means 
the addition of another notch or two on the starter, with corre- 
spondingly increased selling price if the larger dial will go in 
the same frame, and a very greatly increased price if he has 
to use the next larger frame. 

Fig. З is an example of '' forced regular acceleration ” for the 
same starter as in fig. 1. but used on a LO per cent. motor load, 
transition being made from noteh to notch, not when the 
valley has fallen to the running torque, but prematurely when 
it has fallen to only 66.6 per cent. of this value; the current 
falls to the running current only on the last notch when all 
the resistance is cub out and the operator can no longer in- 


Per cent torque, current and speed 
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fluence the acceleration. Owing to the increased torque avail- 
able for acceleration the total time is reduced to about 7.06 
seconds. An ammeter should be installed with a red mark 
at the valley current when it is desired to operate a starter 1n 
this way, and the operator then traverses the contacts at the 
right time by passing from notch to notch when the current 
falls to the mark. tone 

Fig. 4 is an example of '' forced irregular acceleration." and 
is typical of centrifugal hydro-extractors; it is ‘‘ forced "" in 
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Fig. 8. 


Fic. 3. 


Torque ‘time and speed ‘time curves. Conditions as in fig. 1, except that 
starter is operated to give a peak on each notch equal to that оп notch 1, 
with consequent ‘ forced. regular " acceleration. 


Га. 4. 


Speed time and current/time curves. for centrifugal hydro-estractor; 48-inch 
basket. 


the sense that the valleys are never allowed to fall to the run- 
ning torque, and it is "irregular ”' in that the peaks and 
vallevs are unequal. 

That instinctive knowledge of starting conditions which is 
essential for the starter maker can only be acquired. by each 
designer working out a series of diagrams for himself until it 
becomes second nature to visualise the curve and say offhand 
what proportions must be used for the Job. 

Regarding the relative merits of current relays and pressure 
relavs across the armature, there is no advantage in а pressure 
setting versus a current setting; on the contrary, the relays 
must be more difficult to standardise, wind, and adjust. 

When estimating the accelerating times, if the running 
torque is 66 per cent. the excess torque in the time available 
for acceleration 1s represented bv the area of the peaks, and 
roughly the average over the period works out at one-quarter 
of the excess of the peak over the valley, giving in this case 
(100 — 66)/4 = 8.5 per cent. 

If this value is inserted in the above formula 
А, = 1.000/8.3 х 55 x 0.5 = 43.8 seconds (approx.) 

In fig. 3 the peaks and valleys are the same, giving 8.3 per 
cent. effective torque, but the load torque is only 10 per cent., 
giving an exeess of the valley over the load of 56.6 and making 
the average effective accelerating torque 64.9 per cent. up to 
the second lust saw tooth; the average of the last saw tooth, 
falling to 10 per cent. torque, should be worked out separately. 
The time on the last notch does not affect the resistanee, and 
particular attention need only be paid to it for loads (see 
fig. 4) where the total accelerating time is of importance and 
the time with all resistance cut out is a considerable percent- 
age of the total. No claim for accuracy 1s made for these 
calculations; they simply show a means of rapidly determin- 
ing in a commercial manner the general proportions of starters 
for different classes of work. In this it is far better for the 
user to state in plain language what he desires to do and give 
the salient data of the machine he wants to start, than to 
draw up elaborate specifications full of annoying and useless 
restrictions. 

As a working basis the breaking capacity required from 
notch to notch 1s given by the maximum current at the maxi- 
mum pressure; thus if on notch 2 the current is 10 amperes 
and the starter arm is moved back to notch 1 and a difference 
of potential of 10 volts is established between notches 1 and У. 
the breaking capacity of the gap should be sufficient to deal 
with JO amperes at 10 volts, not 100 watts. The law con- 
necting amperes and volts for а given quick-break switch 
and a given breaking distance in air is of the order of 


Volta ‘| ES 
Volts, 


(Amperes), 
(Amperes) 


Continuous rating need scarcely be considered in the case 
of a pure starter, as it affects speed regulation only. The 
following remarks apply to the element which consists of a 
wire of high-resistance allov, with negligible temperature 
coefficient, wound on a stoneware cylinder having a spiral 
groove that supports the wire throughout its length. The 
more costly the wire the cheaper the whole assembly, as cheap 
wire entails a larger frame, and the cost of the frame is 
generally greater than the element it contains. 


For continuous rating the temperature-rise depends pri- 
marily on tho watts dissipated per unit eurface of the wire; 
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on the way the wire is shielded by the supports and frame; 
on the proximity of one turn to another; on the number of 
turns vertically above each other: on the horizontal distance 
apar& of the elements; and on the side draughts, which are 
ditlicult to exclude while permitting free access of air. The 
slightest shielding or side draught causes the temperature to 
rise or fall very erratically. 


Curiously varying results are obtained with low and high 
final temperatures, owing to the different radiant components 
at the two temperatures, and quite different results are ob- 
tained if the element is horizontal instead of vertical. A 
curious effect occurs for which as vet there is no explanation, 
1.е., the highest temperature-rise occurs at the middle of each 
element, whether long or short; the temperature rise at the 
middle of the short element is roughly the same as that one- 
quarter the way up the longer one; and the temperatures from 
element to element do not add up. Much the same phe- 
nomenon occurs with elements immersed in oil. Radiation 
curves indicate that columns of elements should be about 1 in. 
apart. The temperature-rise of the frame is an extremely 
doubtful figure, but can be taken verv roughly as being one- 
third the temperature-rise of the elements. . 

Tests on a resistance element totally enclosed show that the 
effect mentioned for air-cooled resistances shielded from side 
draughts is considerably modified. 


An intermittent rating depends on the watts which will 
raise the temperature of the unit during the heating period 
the same number of degrees that it cools during the cooling 
neriod. An element with high thermal storage. i.e.. specific 
heat multiplied by weight, is a desideratum for infrequent 
starting, say once every four hours, and the ability to get rid 
of the heat is not verv important. Consequently, resistances 
embedded in ceramic material are attractive at first sight. 

Tt seems going rather far to have one type with low thermal! 
capacity and hich dissipating capacity for continuous rating, 
another with high thermal caparity and poor dissipating 
eanacity for infrequent starting. and a third intermediate tyne 
for running оп a consecutive cycle. The element already 
deseribed is a satisfactory compromise. 

Diagrams for air cooling and radiation and diffusion evrves 
are next dealt with. and reference is made to certain diffien)- 
ties experienced by salesmen in tabulating the h.p. and resist. 
ADCP sizes. 

The currents corresponding to the standard d.e. motor horre- 
powers rarely agree with those which give the maximum per- 
missible temverature-rise of the elements. so that for the most 
part. the resistance units are running far below the maximun. 

When it is remembered that the temnerature-rises accented 
as standard are 350 deg. F.. and sometimes only 200. it is 
obvious that these maxima are far ton lew and should he mare 
nearly 600 or 700 dec. F., particularly for elements consisting 
only of metal and china. 

A table of horse-nowers and resistance sizes correctly worked 
out presents the apparent paradox of the smaller horse-power 
frequently requiring the larger and more costly resistance: а 
correctly worked out table is practically impossible for a.c. 
slip-ring motors, because there are no standard full.load rotor 
eurrents, One result of such low standard temperatures je 
that British gear is practically unsaleable on the Continent 
and i^ South America, and in pre-war days was verv diffreult 
to sell in the Overseas Dominions against German and 
American competition. The same remark applies. Чо cable 
connections and switchgear cenerally. The waste of cable in 
connecting starters is sometimes grotesque. 


(То be continued.) 


The Design of Liquid Rheostats. 
By W. WILSON, B.E., M.Sc, A.M.LE.E. 


THis paper (which has already been abstracted in our issue of 


-December 16th, 1921) has for its object. the more definite 


determination of the constants of the liquid rheostat, and the 
more exact prediction of its performance. First, the phe- 
nomena occurring 1n such a rheostat under a wide variety of 
circumstances are considered, а distinction being drawn 
between the behaviour of direct and of alternating currents 
in the apparatus. Tests are described which bear out and 
amplify the conclusions, many of which are characterised by 
the employment, with impunity, of current densities many 
times larger than those generally considered to fall within the 
limits of safety. 

Representative designs of rheostats, for both small and large 
horse-powers, are described and criticised. A mathematical 
method is developed for conveniently arriving at the capacity 
of a given liquid starter, from thermal considerations, which 
form the deciding factor in this case. A more elaborite ;calcu- 
lation is also given. capable of more general application: The 
effecting of artificial cooling for liquid controllers 15 dealt with. 
descriptions of the pipe-cooled and the adjustable wer types 
being included. | | 

The functions of a liquid slip-regulator are analysed? and the 
usual pattern is reviewed, the conclusion being reached that 1t 
could be simplified with considerable advantage. / Finally. 
suggestions are made with regard to specifications ог govern- 
jug the design and construction of this apparatus, 
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DISCUSSION АТ NEWCASTLE-ON-TYNE. 


Ar a meeting of members of the NORTH-EASTERN CENTRE of 
the [INSTITUTION on February 27th, when Prof. W. M. Thorn- 
ton presided, two papers on the above subject were considered 
—namely, that by Mr. J. Anderson, which is abstracted 
on p. 209, and that by Mr. W. Wilson, which was summarised 
ш our issue Of December 166, 1921, 

‘The CHALKMAN, ш Opening the discussion, said the real point 
m either kind of starter was its heating capacity, and Mr. 
Anderson, amongst his useful figures, had shown that there 
was sone irregularity. future developments lay in the direc- 
tion of an automatic starter, for in what the authors had dealt 
with there was still the human element, and that should be, 
as far as possible, eliminated from electrical apparatus. 

Mr. J. ScHUIL said the advantage of a liquid starter was its 
very gradual acceleration, but that feature was to be found 
in some Other types of starter that had not been mentioned; 
he referred to one in Which graphite was used to graduate 
the resistance, and another type, similar in principle, in which 
the carbon was mixed with small. pieces of mica. 

Mr. T. CARTER referred to the developments made in starters, 
and sud he thought that the points of difficulty. raised. with 
revard to d.e. would m the course of time be met. Куеп in 
small sizes he found liquid. starters were satisfactory, and in 
ill cases the troubles met with were mainly due to bad usage 
and negleet—the men working them had no idea as to quan- 
uty. As to the strength. of liquids, the speaker generally 
worked upon 10 per cent. or 15 per cent., and that seemed 
cenerally satisfactory fer starters for 800 or 400 h.p. Starters 
should be based upon the horse-power-minute principle, and 
having. agreed upon the principle of rating, it should be 
clearly stated so that persons concerned would know what it 
meant. One advantage of liquid starters was that one could 
ee more or less what their condition was and what, if any- 
thing, was wrong. He was glad that Mr. Wilson referred. to 
what some might regard as a small matter, that was the figure 
ot absorption. of h.p., and drew attention to the fact that the 
figure should. be divided by two. The question of design 
needed to have attention drawn to it. It was extremely ditti- 
cult to get customers to give details of what they ‚wanted 
when ordering a starter. The idea that some persons had 
about torque would be amusing, were it not so serious. 

Mr. G. MaLLINSON said that in the case of shipyard cranes 
the resistances sometimes lasted six months, but others only 
lasted three weeks. While many cast-iron grids were satis- 
factory, others were very troublesome, and the solution seemed 
to be to use one of good cast Iron, as very often the Iron used 
was mixed in the foundry, and was used for resistances *' to 
save money,” and it broke the first time it was used. There 
was an automatic starter already im existence which operated 
perfectly. 

Mr. J. GIBBINS agreed ag to the dithculty of getting details 
of construction from the motor makers, and regretted that 
the practice was becoming more pronounced. Very often 
the particulars were not obtained until the motors were 
on the site and bolted down, and then there were delays in 
starting up. Unfortunately, most engineers looked on the 
switch as a side line, with the result that many a first-class 
motor was running unsatisfactorily simply because improper 
switchgear had been installed. The importance of switchgear 
could not be over emphasised; in his opinion switchgear 
was a sort of insurance, and money Well spent upon it was a 
sound investment. | | 

Mr. J. ANDERSON briefly replied to the discussion, but could 
not explain why grids broke as they often did. Some were 
perfect, and others broke by the basketful. One thing they 
should remember was that they could not fuse them, and the 
breaking might be due to the heavy current. 

Мг. W. Witson, also in reply, said the reason why they were 
apt to get a." kick ” at the last contact was clearly due to the 
electrolyte being too weak. He concurred with Mr, Carter's 
statement that most defects they met with were the result of 
bid usage. It was amazing how people seemed to think that 
having got a starter thev could leave it alone for months and 
the apparatus would still work, but there was a time when 
even a liquid rheostat would ' turn." It must have reason- 
able attention—and water—which some seemed to think was 
not necessary. He criticised the manner in which. liquid 
rheostats were hampered with regard to the rating. It was 
necessary to standardise a thing aif the industry. were to 
prosper, ‘but unless standardisation were to go hand in hand 
with development, it would not be standardisation, but stag- 
nation. 


DISCUSSION IN LONDON. 


Mr. GENTON opened the discussion bv explaining that pro- 
gress in the framing of specifications must necessarily be slow, 
к as not to discourage makers’ endeavours to effect. improve- 
ments. A new feature of the specifications was the intro- 
duction of constructional clauses. 

Mr. J. L. M. SLATER (a member of the B.E.S.A. panel) ex- 
plained that a thermo-couple temperature measurement was 
to be preferred for small wire. With regard to electrolytes 
used in liquid starters, а. potash-alum solution gave satisfac- 
hon and close speed control, but it had not been mentioned in 
the paper. | 

Mk. Foster was of the opinion that the amount of trouble 


that was experienced with low-voltage coils was not generally 
appreciated. When such coils were made each should be 
marked to indicate what it would stand. 

Mr. J. T. Мосіьр, who introduced himself as one of the 

offenders who brought the specifications 1nto being, reterred 
to the reasons why it took so much time to introduce 
standards, and to the work of the cominittee, They had 
to compromise between the ideal and the practicable, and 
could not ignore what had gone before, nor the results ob- 
tuned by, and the experience of, makers, They had not to 
frame new standards, but to co-ordinate those already in 
existence. Ít was not possible to give the user all he desired 
because the maker knew more about the difficulties that were 
encountered, If the user got what he wanted it would prob- 
ably be too expensive for him to use. 
‚Мн. CARTER pointed out that the proposed rating clause of 
liquid starters did not mean what it said. Мг. Wilson's 
specification was better than the B.E.S.A. one. А disadvant- 
ане of liquid starters was that the operator was apt to forget 
to replenish the liquid; moreover, operators did not usually 
know what a 10 per cent. soda solution Was; if it was stated as 
l Ib. to the gallon they would understand it. 

Мк. J. W. Bearkie queried whether the results of Mr. 
Wilson's small-scale experiments under a head of liquid. would 
apply to large apparatus wherein the actions took place nearer 
the surface of the electrolyte. He thought they should 
differentiate between the terms 7 low-voltage “ and no volt- 
ape " coils. NN 

Мк. А. Dover, exhibited curves relating to, and explained 
the method of calculating, grading coetlicients and the resist- 
ance ol seetions, 

Мк. Н. Бка, suggested that for liquid starters it might 
be possible to use a material that was intermediate between 
a liquid and a solid. say, a powder. Preliminary experunents 
with powdered carbon for such a purpose seemed to Indicate 
that its use would abolish the troubles that Mr. Wilson men- 
tioned when d.e. was used. Such a powder could be used at 
a higher temperature and, therefore, a higher rating than a 
liquid. | 

Мк. J. ANDERSON, in reply to the dis-ussion, did not think 
a thermo-couple would give a more correct temperature than 
a thermometer. : 

Mr. W. Wirsow, also in reply, explained that the ultimate 
rating was not altered by the upper layers of the electrolyte 
becoming hot, although that would alter the resistance some- 
what. But a liquid starter was not the same as others which 
had definite steps, each of which should, have a definite resist- 
ance. He was glad it was intended to revise the proposed ` 
specifications annually. Standards must progress with the 
results of research, or else they would result in enforced stag- 
nation. He did not think it possible for a liquid resistance 
to break down, unless one or more of the three following 
conditions obtained: boiling, scum, or long floating of the 
electrodes. . | 


The discussion was resumed on March 23rd. 

Mn. P. Соор, a member of the Committee dealing with 
the matter, stated that practically all of the suggestions made 
at the previous meeting were eminently good and were being 
embodied in the draft specifications. He outlined the forma- 
tion of the B.E.S.A. and its work, paying special attention 
to the electrical committees. Mr. Carter had objected to the 
method of rating liquid starters. The rating of any starter 
was based upon the line characteristics or upon those of the 
motor to which it was applied. The same basis had accord- 
ngly been adopted for the liquid starter. Standardisation 
was not merely the fixing of dimensions, it included many 
considerations, not the least important of which was cost. 

Мк. C. S. Buyers stated that in one part of the specifica- 
tions it was stated that no combustible material should be 
used in the case or frame of a starter. This practically con- 
fined makers to porcelain, slate, or mica insulation, and pre- 
cluded many well-tried materials. Why not emplov the word 
“inflammable " rather than ''combustible "? "The specifi- 
cations for liquid starters ought to be extended to cover svn- 
chronous induction-motor starters. 

Mr. J. C. BENTLEY said that drum-tvpe starters were gradu- 
ally replacing the face-plate type. He drew attention to the 
fact that I5 different methods of enclosure were given; taking 
this in connection with a fairly. large range of ratings and 
tvpes might give an overwhelming number of different de- 
signs. He considered that for all industrial purposes motors 
up to 50 h.p. should be fitted with totallv-enclosed starters, 
Mr. Bentley thought that making the provision of an over- 
load release optional was à retrograde step. With regard to 
the temperature limits for coils and resistances, while the 
wound-coil temperatures. specified seemed satisfactory thr 
same could not be said regarding resistance units. These 
should be allowed a higher continuous rating than 100 deg. С. 
He considered that there were too many contactor starters, 
and that the use of slate bases should be discontinued in 
favour of insulated metal fixing media. 

Mr. А. E. CONSTABLE, after suggesting that the six speci- 
fications should be combined in one volume. pointed out a 
number of discrepancies which. he stated, he would send im 
in writing. He said that, although the Admiraltv was re- 
presented on the Committee, if did not insist that its special 
requirements should be embodied in the specifications. 
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Mr. J. W. Sims thought that more should be heard from 
users of motor starters. He objected to the use of the term 
'" compensated ” as applied to auto-transformer starters, 
stating that compensation implied balance, and the auto- 
transformer did not balance anything. With regard to mark- 
ings, these should be more fully given, to enable the user 
to ascertain the type of motor for which a starter was de- 
signed. [n the case of a three-wire system he thought that 
marking the terminals ''1, 2, and 3” would lead to trouble 
—the neutral should be plainly marked. 

Mr. Le Maistre (secretary to the B.E.S.A.) said he hoped 
that these meetings were forerunners of many similar meet- 
ings, as opinions expressed in this way were of the utmost 
value to the Association. The industry owed a great deal 
to Mr. Wordingham for the enormous amount of work he 
had done; it was at his suggestion that these meetings had 
been arranged. He also paid a tribute to the work of Mr. 
Good. He congratulated the Institution upon being the first 
of the big engineering societies to open its doors for the dis- 
cussion of the specifications. 

The PRESIDENT regretted that Mr. Wordinghim was not 
present to reply to the discussion. Пе (the president) would 
not presume to do so. He would like to express his appre- 
ciation of the great саге which the Comanittee had taken 
to guard against over-elaboration. No attempt had been 
made to specify materials, which was satisfactory in. view 
of the improvements which were always taking place. Tie 
had observed a tendeneyv in. the electrical industry to make 
everything '"* fool-proof," and he thought this was overdone. 
Surely they. should realise that the men who handled. those 
things knew something about them: if they did not. they 
would coon learn. by using apparatus in. the wrong wavy. 

Mu, W. Witson considered the temperature rise permitted 
in liquid rheostats was too low. 


INDUCTION-TYPE SYNCHRONOUS MOTORS. 


DISCUSSION AT BRISTOL. 


MR. L. H. Carr's paper on the above subject (wbicb was ab- 
stracted in our issue of January 6th, 1922) was read before 
the WESTERN CENTRE OF THE [NSTITUTION OF ELECTRICAL ENGI- 
NEERS on March 6th, when, in opening the discussion, Major 
E. I. Davip (Powell Duffryn Collieries, Ltd.), said that the 
astonishing fact brought out by the discussions was that al- 
though those motors had been made in this country for 10 or 
12 years, and abroad for 20 years, no operating experiences 
were given by any of the speakers at the previous discussions. 
On the system with which he was connected, a number of 
synchronous induction motors had been running for some time, 
the total h.p. being 2,655. A comparison therefore between 
the running of machines of varying types was possible. Mr. 
Carr gave the nnpression that starting a synchronous induc- 
tion motor was considerably simpler than starting a salient- 
pole motor, whereas the fact was that the actions were almost 
identical. Major David exhibited a number of starting curves, 
and argued that the salient-pole synchronous motor was 
equally as good as the synchronous induction motor for start- 
ing compressors, but the ordinary induction motor was prefer- 
able to the synchronous induction motor for starting fans. The 
efficiency of the salient-pole synchronous motor was normally 
at least 2 per cent. higher than that of the synchronous in- 
duction motor. Two per cent. difference in efficiency on a con- 
tinuously running machine like a colliery compressor repre- 
sented something like £300 per annum. On smaller machines, 
particularly at .8 leading p.f., the difference was still higher, up 
to 45 per cent. The lower efficiency in the case of the syn- 
chronous induction motor was accounted for partly by greater 
excitation. The claim for the synchronous induction motor of 
advantage due to the higher pull-out torque as an induction 
motor was not borne out in practice. The- change from 
synchronous to induction running was accompanied by violent 
surging. Further, ‘the salient-pole machine would hold in 
synchronism at full load with a drop of supply voltage up to 
50 per cent., whereas 25 per cent. would be about the limit of 
the synchronous induction motor. The salient-pole motor, 
owing to its large air gap and rugged rotor construction, was 
particularly suited for direct coupling to high-speed com- 
pressors of the piston type. No intermediate bearing was re- 
quired, resulting in a saving in length, and the s.p.m. exciter 
was a normal 110/160-volt machine against a freak 40/50-volt 
one. The slip rings carried 150/160 amps. against 350/450; 
the starting gear was very similar; the liquid starter was re- 
placed by an auto-transformer: the same number of switches 
and other instruments was required. The starting torque was 
ample for the purpose, and the starting current and kilowatts 
only slichtly greater. 

Reliability was essential for mine fan motors. А plain in- 
duction motor. with a simple rotor winding not subject to 
high voltage shocks at starting, was inherently more reliable 
than the freak rotor of a svnchronons induction motor. lf 
power factor improvement was required. я phase advancer, 
Which might be used or not at will, would meet all require- 
ments, and might be added at anv time as the mine load, 
developed. If a clutch or other starting device was provided, 


then a salient-pole machine was preferable to & synchronous 
induction motor. 

large mining pump motors running at 1,500 or 3,000 r.p.m. 
had usually power factors of from 93 per cent. to 96 per cent. 
To obtain a leading p.f. of 0.9 would entail a sacrifice of 3 to 
З per cent. efficiency, and require high rotor starting volts, in- 
creased complication, cost, and liability to breakdown. Fur- 
ther, for colliery use tlie motors would have to be totally 
enclosed, and all the switchgear Hameproof. The reduced re- 
liability would be sutticient to put it out of court in the eves 
of a mining engineer. For driving Ilgner sets, or any drive 
where energy was required from the moving masses during 
peak loads, the plain induction motor with a phase advancer 
slip regulator, which could be arranged to give up to 15 per 
cent. speed drop from light to full load, was preferable. А set 
of that type was installed in that district driving a rolling miil. 
Perhaps the plain induction motor without the slip regulator 
had a p.f. from 5 per cent. to 10 per cent. higher than that 
of the synchronous induction motor running as an induction 
motor. In addition to the power-factor improving machines 
already indicated, Major David had a 236-kVA static condenser 
also in operation at 3,000 volts, which had given very satis 
factory results. He agreed with the author that the 6.i.m. 
could be made a satisfactory and reliable machine, but it was 
not the superlative machine he endeavoured to prove it to be. 

Mr. C. 5. Buyers (Messrs. Crompton & Co., Chelmsford) 
differed m opinion. from one or two speakers in that he con- 
sidered that type of motor, for several reasons, very suitable 
for driving the main fan ata colliery where the power factor 
might be as low as 0.6 lagging, a figure which was not un- 
common. First, fan motors ran at a fairly low speed and were 
In many instances underloaded for the first few years to allow 
for change of pulleys in the future when a greater volume of 
air became necessary; а synchronous induction motor could 
be run at a leading power factor at any load, thus rectifying 
the effect of lagging currents in the system. Secondly, a tan 
motor ran for six days a week at a constant load, and did not 
require to be started and stopped frequently, all of which 
were in faeour of the synchronous induction motor. Thirdly, 
the air gap of a synchronous induction motor. was generally 
greater than that of a plain induction motor, a matter con- 
sidered of importance by colliery engineers, who rightly re- 
garded reliability as an essential feature of a fan motor. The 
desirability of using synchronous induction motors where suit- 
able conditions prevailed should be evident 1Ё one considered 
that the losses in a system operating at 0.7 power factor were 
twice as great as when operating at unity power factor. Mr. 
Carr did not include in his diagrams; showing the various 
methods of connecting the rotor windings of synchronous in- 
duction motors, the scheme adopted by Messrs. Crompton and 
Co. Their method was to wind the rotor two-phase and to 
connect the neutral point of the rotor winding directly in 
series with the exciter armature, and with the dippers of a 
two-phase liquid starter, the two free ends of the rotor wind. 
ing being connected to the insulated pots of the starter. Тһе 
exciter was always at earth potential at starting, even if the 
shp-ring voltage were as high as 2,000 volts. With that ar- 
rangement the starting apparatus was exactly as for an 
induction motor, and could be operated by unskilled labour. 

Mr. D. Weir (British Thomson-Houston Co., Ltd., Rugby) 
said the synchronous induction motor was technically an in- 
teresting machine, but there were grave doubts among some 
of the leading manufacturers, and among many operating 
engineers, as to the suitability of that type of motor for the 
drives commonly met with in practice. For one instance in 
which the synchronous induction motor could be used advan- 
tageously there were ten in which the ordinary salient-pole 
synchronous motor showed up to much greater advantage. 
The only advantage that the synchronous induction motor 
could claim over the self-synchronising salent-pole machine 
was its high starting torque, but that advantage was ob- 
tained at a somewhat formidable price, not only in the matter 
of initial ccst, but also in efficiency, robustness, and to a certain 
extent, stabilitv. The alternative scheme of driving the load 
through a clutch should not be lost sight of. How many cases 
were there in practice where a high starting torque was really 
unavoidable? How much better surelv to employ one of the 
comparativelv simple devices for unloading the apparatus dur- 
ing the starting period! The efficiency of the synchronous 
induction motor might be 2 or even 3 per cent. lower in some 
cases. "The salient-pole machine for unity power factor opera- 
tion would on the average be 2 per cent. better in efficiency 
than the corresponding induction motor, or (taking Mr. Carr's 
figure of 1 per cent.) the salient-pole machine was at least 
3 per cent. better than the corresponding synchronous indue- 
tion motor. In some cases it might be even from 4 to 5 per 
cent. better. If the salient-nole machine were designed for .9 
power factor leading. the efficiency would still be from 2 to 
4 per cent. better than that of the synchronous induction 
motor—a very material advantage for the salient-pole machine. 
On the average, the synchronous-induction motor eauipment 
was approximately 23 per cent. dearer than the salient-pole 
equipment. Those who had to maintain a laree installation of 
induction motors knew what a real difficultv the small air gap 
was. True, the svnchronous-induction motor had an air сар 
30 per cent. greater than that of the corresnonding induction 
motor. hut nevertheless it was. even at that, still a small air 
gap. Why retain that undesirable featnre unnecessarily in 
those cases where a synchronous machine could be installed? 
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That the low-voltage exciter was a troublesome feature had 
been borne out by Major David's remarks. When one con- 
sidered the very serious drawbacks, the attitude of a few 
important manufacturers in this country, and of the majority 
of the large American manufacturers, in refusing to build the 
synchronous-induction motor, except in very special cases, was 
quite understandable. If the synchronousanduction motor 
had а useful field, it was a very limited one indeed. 

Мг. P. J. PLEvIN (Metropolitan-Vickers Electrical Co., Ltd., 
Cardiff) pointed out that Mr. Carr mentioned that the human 
element might materially affect the value of the starting cur- 
rent of a synchronous-induction inotor, and that by ill-judged 
switching-in it might exceed the normal by no less than 24 
times. Such a figure was well above the average of the start- 
ing currents of salient-pole synchronous machines as guar- 
anteed by the makers and, as expert operation could not 
always be depended upon, it would seem that one of the chief 
advantages claimed for the svnehronous-mduction type over 
the sahent-pole synchronous type vanished, unless the latter 
was similarly affected. | 

Mr. C. CLARE ATCHISON (Bitton, near Bristol) explained that 
supply engineers had not taken enough cognisance of power 
factor in the past and were reaping their crop of trouble. As 
to methods of charging, English engineers had not taken power 
factor into account, but abroad some supply authorities did 
sand charged a higher price for supplies at lower power 
factor. If supply undertakings had taken up the question of 
power factor in some such way originally, they would have 
had some suitable plant installed and would not be receiving 
м many inquiries as to how to rectify present troubles. 

The discussion was continued by Mr. W. A. CHAMEN, Mr. 
C. T. ALLAN, and Prof. D. Rosertson (Bristol University). 

Mr. L. Н. A. Carr pleaded that his paper should be read. It 
was stated therein that " the drives most favoured by 
operating engineers are compressors, &c." Not that he re- 
commended them exclusively for compressors, but that 
operating engineers favoured them—a mere statement of fact. 
It was not at all his intention to push that machine where 
it had no place, but soine customers would have quotations 
for them, and would put thein in, and it was of no use to 
quarrel with a possible customer because be wished to con- 
sider а machine which might not, in the manufacturer's 
opinion, be the most suitable for the job. People wanted 
them, and manufacturers had to supply them. With refer- 
ence to Major David's remarks, what they were all after was 
fundamental fact, so that the best machine for the purpose 
could always be put in in any given case. Major David re- 
ferred to high rotor volts in connection with a starter trouble; 
surely the rotor voltage had nothing to do with the question. 
With regard to flameproof sets, synchronous induction motors 
would not be put forward for use where Regulation 132 
applied. The difficulty was the exciter, and existed with any 
dc. machine. Mr. Plevin seemed to have misunderstood tho 
point about starting current. The 94 times full-load current 
ferred to in the paper was synchronising current, not start- 
ing current, and was only reached during one cycle. The 
whole kick only lasted five cycles and could scarcely be 
measured on an ordinary meter. The author could not agree 
with all Mr. Weir's figures for the difference in efficiency 
ietween salient-pole and induction-type synchronous motors. 
His relative-price figure was certainly wrong. The synchron- 
ous induction. motor was just about beginning to take its 
rightful place, and the reason why it had not already done so 
Was that it has not been sufficiently pushed in the past. 


THERMAL EFFICIENCY. 


Ox March Sth an address was given before the Associa- 
TION OF ENGINEERS-IN-CHARGE by Mr. A. Hugh Seabrook, 
M.LMech.E., M.I.E.E., on "Large and Small Power Stations 
m relation to Thermal Efficiency, and other Considerations." 
Describing himself as a ‘‘ fuel engineer," he mentioned the 
extremely high thermal efficiency at which a power plant 
could be run when there was a constant demand for heat, 
uch as existed at many large private institutions, hotels and 
the like. His firm was drawing up plans for the reorganisa- 
tion of the heating and lighting services of an old institution, 
at present lighted mainly by gas, and served for heat and 
hut water in a most inefficient manner by 14 boilers. By 
converting the gus lighting to electric, installing a couple of 
high-pressure boilers which would supply steam to an electric 
light and nower plant, and by using the waste steam from 
the latter for heating. hot water, and cooking, an enormous 
«vig could be made over the present costs. This saving 
was enhanced by the fact that the large boilers could use a 
fuel costing less than half the price per ton of the fuel at 
present used. In such a case one drove and heated by elec- 
tricity everything possible up to a well-defined limit, because, 
Under these special circumstances, electricity cost practically 
nothing to produce so far as fuel was concerned. 

If one considered that little power station as a separate 
"nit. it would make a shockinglv poor showing of about 6 to 
‘ Der cent. efficiency from a thermal point of view. Rut 
that was not the way to look at it: that power station was 
only one link in а chain of thermal changes from the raw 


fuel to the heating radiators, hot-water supply, light, and 
power, the over-all efficiency of which was expecced to reach 
2U or W per cent. Such a figure could not be approached 
by an internal-combustion engine plant ог the largest. and 
most eflicient steani-power condensing electric station that 
could be built. The reason was that a combined heating and 
power plant could make use of the latent heat of steam, 
whereas the condensing steam station could not do so. "Lhese 
high efficiencies could be attained by any steam power 
station where the conditions were such that the waste heat 
from the exhaust could be economically utilised. 

"In regard to JU-, 40-, or 5U-h.p. plants running normal 
hours (nine hours per day), 16 seems that (provided reasonable 
prices сап be secured) the cheapest power is that purchased 
from the electric supply mains, although the latest forms of 
oll engine run the public supply very closely, particularly 1 
longer hours than the normal ure worked. It the power 1s 
required intermittently it will probably be found that instal- 
lations up to, say, 200 h.p. or more, can be run most cheaply 
from the public®maims even when the rate of charge is com- 
paratively high. Also, where more power is tequired in sum- 
mer than in winter, the publie supply is probably the 
cheapest. 

"Where the machinery to be driven is concentrated and 
can easily be reached by one power unit directly coupled. to 
it, à single large gas or oil engine іх generally the cheapest 
form of power to install. Where, although the same amount 
of power is required, it is split up among a number of units, 
if current can be obtained at about 1.54. to 2d. per kilowatt- 
hour, the public supply is cheapest, because if a works power 
plant be installed at has first to drive an electric generator, 
Which in turn has to drive the individual motors, thus more 
than doubling the capital cost as compared with that of a 
direct-connected engine with no electric generator.” 

Referring to the super-station of, sav, 200,000 kW, Mr. 
Seabrook said that even the best of these did not give more 
than about 17 per cent. thermal efficiency in. actual practice, 
and a very highly skilled staff and perpetual vigilance were 
required to maintain that figure. The small 100-h.p. plant 
could easily equal it, in fact, it could largely exceed it, where 
Waste-heat boilers were fitted to the exhausts. The greatest 
difficulty with the super station was the transmission 
—the bigger the generating station. the bigger and more 
costly the transmission and distribution system; and the 17 
per cent. efhciency at the power station was greatly drawn 
upon by the time the kilowatts were transformed up (prob- 
ably twice), delivered to the consumer (perhaps 20 miles 
away), probably transformed twice, and perhaps converted 
once, before the power was in a usable form. This in all 
probability reduced the thermal efficiency at the point of use 
to about 12 per cent., whereas the small 100-h.p. plant 
rendered its thermal efficiency of 17 per cent. at the con- 
sumer’? works. 

Looking at actual cases, they could, more often than not, 
buy electric. power from quite small and medium-sized 
stations cheaper than from the largest. Also the profits 
made Бу the biggest undertakings did not appear to be 
greater in proportion than those made by the smaller ones. 
He saw very strong evidence in favour of decentralisation 
rather than concentration: and the construction of power 
stations on more modest lines appeared to him to promise 
far more useful results. People were now inclined to pro- 
ceed on less grandiose lines, viz.. in the direction of medium- 
sized power stations, and he believed they were right. 


—X —À—— —  — — — 


Тһе Metallurgical Aspect of Electric Welding.—At a recent 
meeting of the Sheffield Society of Engineers and Metallur- 
gists, Mr. J. H. Paterson, D.Sc., of Newcastle-on-Tyne. 
lectured on * The Metallurgical Aspect of Electric Welding.” 
To a considerable extent the lecture was devoted to the consi- 
deration of nitrogen and oxygen in steel. Mr. Paterson referred 
to the various processes of welding, and laid down the asser- 
tion that the correct current-strength at which to weld was 
the highest possible—certainly the higher the current-strength 
the more perfect would be the weld. The percentage of oxy- 
gen varied according to the strength, existing in globules in 
the metal, and, though generally nitrogen had a bad effect on’ 
the steel, it had at the same time a tendency to strengthen. 
His own experiments at Newcastle had been conducted with 
the help of a specially-prepared iron box with a glass front, and 
four openings for experiments, and he had found that, by 
this means, he could arrive at any strength he wished, often 
without the least trace of foreign or objectionable matter. Tt 
had been of very great use to him in his experimental work. 
Tt was possible even then to find occasionally that nitrogen 
could not be wholly excluded. but at the most it was no more 
than .025 per cent., so that it was practically negligible. — 
Sheffield Daily Telegraph. 


Renovating Glow Lamps in Finland.—It is calculated 
that the annual consumption of glow lamps in Finland 
amounts to 2.000.000. "The Suomen Sihkwlamp-putedehdas, 
O.Y.. of Helsingfors, has now started a factory for the resto- 
ration of worn-out lamps according to methods devised in 
Finland. The capacity of the factory is 300/400 lamps per day. 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit p oy new or improved devices and apparatus, which will be published 


of sufficient interest, 


The '** Castell " Figure Lock. 

The Castell figure lock is a new type of lock which has 
been designed for use on oil-switch cell doors. 

It has been a practice in the past to supply for use on these 
doors substantial padlocks of the Yale type, and, also, an ad- 
ditional catch operated by hand, or by a railway key, the pur- 
pose of the catch being to hold the door rigidly against the 
cell frame work. The figure lock, however, replaces the pad- 
lock, and obviates the use of the additional catch, 

The lock is of simple and. strong construction, consisting of 
a rotatable centre portion in an outer casing. This centre 
portion, upon which is cast a raised number, can only be 
turned when a key, having a correspondihg sunk number 
to that on the lock, is inserted, so that it is impossible for 
any key to open the wrong door. The key. has a movement 
of 90 deg., the figures being in a vertical position when the 
lock is closed. The master kev is similar m design to the 
figure key, with the exception that the inside base is so 
formed as to suit any lock. When it is desired, names of 
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Fic. 1.—Tue ‘CASTELL " FIGURE Lock. 


circuits can be engraved on the square shanks of the keys. 
The lock is so constructed that the locking lever behind the 
door can be adjusted horizontally to suit. varying thicknesses 
of floor posts, and, at the same time, it ensures tightly fitting 
doors. 

There can be 99 changes of locks with figures of the size 
shown in the illustration (fig. 1), although, when required, 999 
changes can be provided by. using smaller figures. | 

In cases where cell doors are of such a size as to necessi- 
tate locking at the top and bottom corners, a figure lock can 
be supplied for the top, and a special catch for the bottom. 
This catch has the adjustable feature of the figure lock, and 
is designed for operating with the same key. 

The locks have a black lacquer finish, the keys being 
nickel-plated. The inventor is Mr. J. Н. CASTELL, Clun House, 
Surrey Street, W.C2. 


The Venner Stop-watch. 

Messrs: VENNER Time Switcars, Lrp., of 45, Horseferry 
Road, London, S.W.1, recently showed us a stop-watch which 
they are introducing, which possesses exceptional advantages. 
The dial, about 2 in. in ‘diameter, is divided’ into ten 
seconds, each of which is sub-divided into tenths of a second ; 
the minutes dial is sub-divided in sixths corresponding to 
the complete revolptions of the seconds hand, and reads up 
to 10 minutes, the dial being printed in two colours. The 
‘tenth-second divisions are about 1/16th in. wide, so that 
readings can readily. be made to one-fortieth of a second as 
‘easily as to one-fifth on the ordinary dial, and the seconds 
hand does not start with:a jump, but quite smoothly, re- 
turning accurately to zero. — | 

The most interesting feature’ of this watch is the escape- 
ment, which is of the usual lever and balance-wheel type, 
with ruby pallets and a non-magnetic hait-spring, free from 
temperature error; the balance-wheel oscillates at such a 
high frequency that its movement can hardly be seen, and 
consequently the seconds hand appears to rotate not bv 
steps but at uniform speed. The workmanship is of a high 
order. and the mechanism is enclosed in a tightly f: 
nickel case. For meter testing, and all similar tests in- 
volving the accurate measurement of short periods of time, 
this is a first-class instrument. 


A New Wiring Box. i 
Mr. Ковент Crust. 40 Brook Street, Bradford, has sent us 
particulars of his '' Bradford " connector box, the principal 
feature of which is the way it ensures continuity in a 
conduit system. As will be seen from the illustration 
(hg. 2) this is a circular wooden box into which extension 


pieces from conduit grips are brought, being fastened by one 
screw in the centre. Тһе box can be used for mounting all 


‘kinds of lighting accessories, such as switches, ceiling roses, 


&с. 
A Convenient Fuse Plug. 
A Canadian firm, THE * REPEATER 6" Fuse Prua Co., of 
jurlington, Ont., has placed a new type of fuse plug on the 
market. In this are arranged six fuses, so that when one 


ee 


lic. 3.—THE %ЕРЕАТЕ; 0 
‚ Fuse Poa. 


ig, 2.—THE '* BRADFORD ” 
Connxectok Box. 


blows another’: may be put into circuit by a turn of a knob. 
The illustration (fig.‘3)-is taken from е’ Electrical News 


Toronto). 
Linking Tumbler Switches. 
We have received: from Mr. R. A. MacauLay, of 48, Ashton 


New Road, Beswick, Manchester, a sample of a device for 


linking two ordinary tumbler switches for use as.a d.p. switch, 
without any modification of the latter. The link is a rod oí 
fibre, split longitudinally, with cavities formed in the two 
halves to receive the heads of the dollies; when the parts are 


assembled and held together by screws, the link is securely 
attached. The device is said to be cheap, time-saving, and 


adaptable to any switch, and is made in two sizes, for five 
and 10 amperes. 


A similar device has been sent to us by Messrs. ADDE 


AND HanrLEY, 23, Lancaster Avenue, Fennel Street, Man- 


chester. In this case a cylindrical hard-wood bar with hemi 
spherical ends is used. The switch dollies fit into recesses in 
the ends of this and are covered in by hemispherical caps 
secured to the bar by means of screws. 


The '' Ortosafe " Electric Iron, 


Tue ‘ Ortosafe '" electric iron, recently placed on the market 
by Berry’s ELECTRIC, Læn., 85, Newman Street, Oxford Street, 
W.1, embodies an automatic switching device, which ensures 
that the current is cut off when the iron is laid aside during 
use. It is too easy for a housewife to leave an iron in circuit 
if called away to attend to something else, and consequently 
there is always a chance of the iron overheating and scorching 
material—or worse—setting it on fire; all this is apart from 
the waste of energy involved. The ''Ortosafe ° device con- 
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Fic. 4.—ТнЕ “ Ortosare ” ELECTRIC TRON. | 
\ 
sists, as will be seen from fig. 4, of a bar weighted at one end 
and attached by its other end to the connector, being pivote! ү 
near the back of the iron. When the weighted end falls the 
connector is removed quickly from its sockets. If it is de 
sired to allow the iron to remain connected to the supp!’ 
when not in use, it may be placed in an upright position 
resting on the two projecting plates seen at the back of the 
iron in the illustration. The iron is at present made in two 
sizes, 5 and 6 lb., and for voltages ranging from 100 to 230. 
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REVIEWS. 


Engineering Electricity. By Prof. Карн G. Hupson. Рр. 
vilit190. Figs. 194. Plates. New York: John Wiley 
and Sons (Ínc.). London: Chapman & Hall, Ltd. Price 
195. 6d. net. 


This book contains the substance of a course of some 
twenty lectures delivered by the author to technical students 
at the Massachusetts Institute of Technology. 

It covers the general principles of the heavier branches of 
electrical engineering, and is primarily intended for the use 
of students who are not specialising in this subject. 

It will be as well to state at once that the style is very 
condensed, and that the mathematical exposition of the sub- 
ject has been used when it appears to be less involved than 
the verbal method. Consequently, in order to obtain full 
value from the work, it is essential that the reader should 
have @ sound mathematical basis, the standard being about 
that of a second-year student in our technical colleges. 

The first chapter, which deals with the fundamental con- 
ceptions of current, voltage and power in direct-current cir- 
cuits, is perhaps the most difficult to understand ш the 
whole of the book. The definitions given are very compre- 
hensive, being framed to cover all possible kinds of circuit. 
This generalisation tends to obscure the meaning of some of 
the statements, and makes it more difficult for the beginner 
to grasp the fundamental laws underlying the subject, 
although it must be admitted that a student who thoroughly 
masters this initial chapter will bave acquired a mental 
equipment which will enable him to solve most of the prob- 
lens he may encounter in connection with direct-current 
circuits. 

In dealing with the magnetic field the author uses е 
terms Maxwell, Gauss, Oersted, and Gilbert as the names of 
the units of magnetic flux, flux density, reluctance and mag- 
netomotive force respectively. Several attempts have been 
made to popularise these names in this country, with but 
little success, and it is rather doubtful whether their use is 
as common in the United States as is suggested by the 
manner in which they are introduced into the present work. 
The term to which most objection may be raised is the 
Gauss, which represents flux per square centimetre, since 
the former term conveys nothing to the student, whilst the 
latter warns him that he must apply a conversion factor if 
the area considered is measured in some other unit. 

The chapters dealing with the practical applications of the 
theoretical principles are well and clearly written, and cover 
a wide field. They could, of course, be expanded with ad- 
vantage, but the limits imposed by the size of the book have 
necessitated a wise discrimination. "-— 

In the chapter on alternating-current circuits useful sum- 
maries are given of the relation between the various quan- 
tities in series and parallel circuits containing resistance, 
capacity and inductance. 

A novel feature is the inclusion at the end of the book of a 
number of excellent reproductions from photographs of 
machines, instruments, &c., in various stages of assembly. 
This method of collecting the illustrations together in one 
mrt of the book has much to commend it, as it is usually 
impossible for them to coincide exactly with the text, and 
by this arrangement the attention is not distracted by an 
illustration which probably has no connection with the 
letterpress on the page to which it happens to be adjacent. 
A useful set of magnetisation curves is included, and a 
copper wire table which would be more valuable if English 
as well as American sizes were included. 

A word of praise is due for the excellent way in which the 
hook is produced. The type is clear and easy to read, and 
the many diagrams and mathematical formule in the text 
are exceedingly well reproduced. 

On the whole the work is well adapted for the class of 
readers for which it is intended, and it might also serve well 
a. a refresher course for those whose college studies are, un- 
furtunately, only too far behind them. 


The Emission of Electricity from Hot Bodies. By O. W. 
RICHARDSON, F.R.S. Pp. viii4-320; figs. 35. London: 
Longmans Green & Co. Price 16s. net. 


This is the second edition of a work first published in 
1916, and deals with the exceedingly interesting problems 
that arise from the atomic decomposition which is promoted 
by high temperature in material of every kind. 

After devoting 29 pages to considerations of a general 
character which embrace the historical development of the 
observations made on these phenomena, the author proceeds 
to set out the main outlines of the theory of emission of elec- 
trons from hot bodies. This is based, as our readers will be 
aware, on. the analogy furnished by the escape of molecules 
Ш vapour from a liquid or а solid during evaporation. ‘The 
first calculations of the thermionic currents to be expected at 
different temperatures, on the view that the discharge from 
à negatively charged conductor was carried by electrons 
ejected owing to the vigour of their heat motions, were 
made by the author twenty years ago, as some of our readers 
may remember, and the present work contains an account 
of much of the experimental work which has given fresh 


evidence in support of his conclusions. Pages 29 to 60, in 
which the theoretical aspects of the problem are presented, de- 
serve particular attention from all those who desire to ob- 
tain an insight into the mechanism of the phenomena in 
question, because the principles involved are so clearly ex- 
pressed, and their application is developed in so simple and 
logical à manner, that it is a pleasure to follow the argu- 
ment. Of course, the mathematical treatment will be an 
obstacle to those who have allowed this instrument to be- 
come rusty in their minds for want of employment. The 
ditliculties, however, are not so great but that they yield to 
a little perseverance. The pressure of electrons emitted from a 
hot body contained in an exhausted vessel of non-conducting 
material is amenable to the laws ascertained of the working 
of Carnot's engine. By this method the results are inde- 
pendent of any suppositions about the condition of electrons 
inside the hot body, and the conclusions arrived at are charac- 
terised by a degree of certainty attainuble in no other way, 
inasmuch as the second law of thermodynamics is one of 
the very few principles in phvsics to which there i8 no ex- 
ception. The emission of positive ions by hot metals oc- 
cupies 30 pages, and the treatment is admirable. The whole 
subject is complicated by problems of conduction of eler- 
tricity, and progress is impeded by the absence of any com- 
prehensive theory of conduction in metallic conductors. An- 
other difficulty lies in the want of a satisfactory explanation 
of the contact potential difference between metals, with re- 
gard to which there has been much controversy. It began 
more than a century ago. and is still unsettled. 

The question is of fundamental importance in the inter- 
pretation of the theory of the ernission of electricity from 
hot bodies, and it is to be hoped it will now receive more 
earnest attention from investigators. 

The last chapter deals with the results of some experi- 
ments on electrons released by chemical action, the cost of 
which was partially defrayed by a Government grant through 
the Royal Society. Tt is gratifying in these days of heavy 
taxations to know that some small part, at least, of the 
money taken from our pockets is put to useful ends. From 
what has been said, it will be readily seen that this is a book 
which no one who desires to keep abreast of the develop- 
ments now taking place in the etructure of matter can afford 
to neglect. 


Absolute Measurements in Electricity and Magnetism. By 
ANDREW GRAY. Pp. xix+837; figs. 259. London: 
MacMillan & Co. Price 42s. net. 

This important book deals in a masterly way with the sub- 
Ject-matter contained in its title. The present edition embraces 
in а single volume the ground covered by the two volumes 
which preceded it, the first of which was published as long 
ago as 1588. In that interval the direction taken by the pro- 
gress of physical science has undergone great changes. It is 
the universal experience in all departments of knowledge, 
when growth is rapid, that its devotees are now all agog 
upon one branch of its development, and then all agog upon 
another. In this case the subjects of physical study have 
changed’ so profoundly since the first edition appeared that 
the author was at one time evidently in doubt whether the 
theory and practice of absolute measurements in electricity 
and magnetism would again command serious attention during 
his Шейше. But though the growth of science may seem 
one-sided for a period, owing to the fact that scientific men 
and professors share with their fellow creatures the pro 


. pensity to flock, before long it always tends to round itself 


olf, and interest sets all the more keenly to neglected aspects 
of the science on account of their having been so long in abey- 
ance. The immediate cause of bringyng attention round’ 


'to the problem of absolute measurements in this inetance 


was the need that arose out of developments in wireless tele- 
graphy, and this alone will suffice to pin attention upon it 
for some time to come, in spite of the fuct that the mysteries 
of relativity and the contradictions of the quantum theory 
tend to divert the interest of physicists to these most fascina- 
ting questions. The author at present sees some reason to 
fear that radio-activity and the phenomena of X-rays may во 
monopolise the attention of physicists as to lead again to the 
neglect of more prosaic but essential work in the higher 
aspects of dynamics. However that may be, the problems 
dealt with in his book belong to the type to which we must 
alwavs return, and the manner of his treatment апа the 
arrangement of his matter are on those elemental lines which 
must inevitably be preserved in future developments of the 
subject. We may expect that Gray’s ‘‘ Absolute Measure- 
ments,” like Gray's '' Anatomy," will be familiar to studente 
for many a long day, in ever fresh editions brought up to date 
by men not yet born. 


EN 


An Industrial Entente.—4An interesting feature of a special 
Lauder performance at the Princes Theatre, on April 26th, 
wil be the presence of prominent leaders of both organised 
Capital and organised Labour. The performance is to be 
under the personal patronage of H.R.H. the Duke of York. 
and the proceeds will go to the Industrial Welfare Society, of 
which he 1s president. 
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Compiled expressly for this journal by Mzssrs. SmrrON-JoNEs, O'Dsit AND 
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9.275. “Insulation for electric conductors, &c." W. A. Powell and J. E. 
Price. March 3lst. 

9,291. *' Electric incandescent lamps." H. Fletcher. March 3lst. 

9,294. ** Electric insulators." 
Ltd., and A. E. Wilson. March 31st. 

9,296. '' Means for attaching conductors to elecwic insulators.” G. V. 
Twiss. March 3lst. 

9,298. “ Electric pocket lamps." M. Zeiler. March 315. 

9,302. ‘System of commutators for automatic telephone exchanges, &c." 
G. Alfani and L. Mazza. March 3lst. (Лу, April Ist, 1921.) 

9,306. '' Trolley heads for overhead electric conductors." H. Richardson. 
March 3lst. 

9,311. ''Alternating-current electric instruments," E. W. Hill and G. F. 
Shotter. March ЗІМ, 

9,320. “ Call indicator circuits." L. Polinkowsky and Western Electric 
. March ЗІМ. | 

9,321. “ Sparking plugs." F. L. Eldridge. March 3lst. 

9,326. '' Terminals for electric couplings." T. Dobson. March 315. 

9,333. '' Electric transmission for vehicles.” Tilling-Stevens Motors, Ltd., 
and H. К. Whitchorn. March 3lst. 

9,390. “X-ray tubes." A. C. Goolden, V. 
March 3lst. 

9,353. ‘Automatic air and oil-break electric switches." Ferguson, Pailin, 
Ltd., and G, Pailin. March 315. 

9,355. '' Electric fuse wire holders." J. McGrath. March 3lst. 

9,363. “Automatic air and oil-break electrico switches." 
March 31st. 

9,364. '' Regulation of hydro-electric 
March 3lst. (Germany, April lst, 1921.) 

9,378. ‘ Galvanic batteries." R. E. Beswick and Fuller's United Electric 
Works, Ltd. April Ist. 

9.384. ‘Sparking plugs." J. H. Chapman. April Ist. 
i 9,401. '' Automatic metering for telephone calls." A. J. Wheeler. April 
st. 

9,412. “ Magnetic lifting apparatus." J. Russell. April Ist. 

9,419. *' Electric switches for motor vehicles." N. A. Block and J. W. 
Coward. April lst. | 

9,435. ‘ Device for indicating burning out or failure of electrical appara- 
tus." E. Elmes. April 1st. 

9,442. “ Automatic devices for charging accumulators." С. M. E. Frank- 
lin. April. 1st. 

9,443. '' Power transmission systems." Metropolitan-Vickers Electrical Co., 
Lid. April Ist. (United States, April 12th, 1921.) 

9,454. '' Electrical fly killer." С, Rufün. April Ist. 

9,459. '' Telephone systems." Automatic Telephone Manufacturing Co., Ltd. 
April 1st. (United States, April Ist, 1921.) 

9,4653. “Tubular metal casings for clectric conductor wires.” G. W. 
Humphry. April Ist. 

9,464. * Measurement of high electrical resistances or ionisation strengths." 
W. Brandt. April ist. (Austria, April 2nd, 1921.) 


E. Pullin and A. G. Warren. 


G. Pailin. 


power stations." О. Poebing. 


9,467. ‘‘ Antenna systems for wireless communication." Е. Y. Robinson. ; 


April Ist. 

9,469. '' Measurement of high electrical resistances or ionisation strengths." 
S. Strauss. April lst. (Austria, Apri 2nd, 1921.) 

9,489. '' Electro-magnetically-operated hooters.” К. Bosch Akt. Ges. April 
3rd. (Germany, April 18th, 1921.) 

9.519. '' Printing-telegraph machines." О. L. Kleber. April 3rd. 

9,521. ''Electric gas lamps with glow discharge."  Patent-Theuhand Ges. 
für Elektrische Glühlampen. April 3rd. (Germany, April 4th, 1921.) 

9,526. '' Telephone repeater systems,” Western Electric Co., Ltd. (Western 
Electric Co. Inc.). April 3rd. 

9,527. ** Telephone exchange systems." Western Electric Co., Ltd. (Western 
Electric Co. Inc.). April 3rd. 

9,529. ‘* Electrostatic condensers." E. W. Dorey. April 3rd. 

9,547. '' Earth inductor devices." Aeronautical Instrument Co. April 3rd. 
(United States, August 13th, 1921.) 

9,560. '' Devices for recording telephone calls." J. S. Ross. April 3rd. 

9,589. '' High-speed dynamo-electric machines." Soc. Anon. pour l'Exploita- 
tion des Procédés M. Leblanc-Vickers. April 3rd. (France, April l6th, 1921.) 

3,590. © Electric control means." J. R. C. August апа E. K. Hunter. 
April 4th. 

9.626. “Illuminated night and day sign for motor vehicles." A. H. Thomp- 
som. April 4th. 


9,685. *'' Electric railway signals." F. H. Robinson and W. F. Topley. 
April 4tb. Í 

9,686. “ Frequency-regulators for alternating-current circuits.” F. W. Le 
Tall (Westinghouse Electric and Manufacturing Co.). April 4th. 

93.739. '' Boxes for electric lamps." А. H. Stevenson and Н. G. Thompson. 
April 5th. 

9.742. ‘Cycle dynamo lamps and transmission appertaining thereto." W. 
J. Newman. April 5th. 
9,763. '' Means for rectifying alternating currents, “с.” Т. F. Wall. April 


9,768. '' Electric torches.” A. A. King. April 5th. 

9,769. “ Current collectors.” N. Clough. April 5th. 

9,770. ‘Systems of electric traction and suspension means for overhead 
conductors therefor. N. Clough. April oth. 

9.775. * Amplifving wireless signal currents to work recording instrument." 
S. W. Bligh and E. L. Crowe. April 5th. 

8,783. "'' Cabinet for telephone call boxes, &c." H. D. C. Estler. April 5th. 

9.796. ‘Safety devices for switch hooks of telephone instruments." Com- 
pagnie Francaise pour l'Exploitation. des Procédés Thomson-Houston. April 
Sth. (France, April 8th, IML.) 

9,842. '* Electrical control gear." F. Addie and A. G. Hartley. April 6th. 

9,457. “Sparking plugs." A. D. Cook. April 6th. 

9.874. © Electric motors.” W. R. Macdonald. April 6th. 

W876, * Electric mincer," H. E. Holman. April 6th. 

9.886. “Prepayment electricity meters." F. Holden and Measurement, Ltd. 
April 6th. 

9,903. * Electrical insulating device." F. C. B. Chase. April 6th. 

old. “ Headlights for motor-cars, evcles, &c," A. E. Watson, April 7th. 

9.911. “ Reducing self-induction and eddy-current losses in underground 
electric cables." A. М, Taylor. April 7th. 

94,912. ** Device. for ensuring electrical continuity in systems of electric steel 
conduits.” W. E. Roberts. April ?th. 

9.224. '* Dynamo-clectric machines." L. J. Vann. April 7th. 

9.925. “Vents for electric storage batteries." R. E. Beswick and Fuller's 
United Electric Works, Ltd. April 7th. 

9,099. Detachable connectors for connecting up flexible cables to electric 
kettles, &c," E. Townshend & Townshends, Ltd. April ?th. 

9,931. “ Automatic time switch for electric light." Р. G. Barden. April 


9.041. *' Electric incandescent lamps." 
and J. F. Pennefather. April 7th. 

9.947. ‘Automatic circuit-breakers," Crompton & Co., Ltd., and W. F. 
Jones. April 7th. 

9.998. “Submarine signalling." J. Twaddle. April 7th. 

9,900. “ Means for selective reception of alternating currents.” 
and L. J. Rich. April 7th. | 


Parker, Winder & Achurch, Ltd., 


F. E. Pernot 


Callender's Cable and Construction Co., . 


dnd the like.” L. C. 


9.068. ‘Electric pocket lamp." P. Rombach. April 7th. (Germany, No- 
vember Ist, 1921.) 

9.970. '' Amplifiers for wireless telegraphy and telephony." О. R. C. Sher- 
wood. April 7th. 

9.982. '' Electric motor control.” British Thomson-Houston Co., Ltd., C. 
T. Hanna, and H. C. Hastings. April 7th. ‚ 

9,997. '' Long telegraph cables." Western Electric Co., Ltd. 
(United States, August 16th, 1921. | 

10.002. “ Methods of reciving in telephony and in wircless telegraphy and 
telephony." A. E. O'Dell (Lorenz Akt. Ges.) (W. Scheppmann). April 7th. 

10,003. ‘Electric regulating resistances for switches, &c.”’ Schweizerische 
Gasapparate Fabrik Solothurn und Elektra Fabrik Elektrischer Heiz-und Koch- 
apparate April 7th, (Switzerland, April 13th, 1921.) . ; 

10.010. “ X-ray apparatus for localisation of foreign body in the eyeball.” 
D. B. McGregor.. April 8th, 


April Tth. 
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PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications wil! be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 


15,687. ‘Electric fuse boards, distribution boards, and the like," Б. 
Quarmby. March Sth, 1921. (177,181.) . | р | 

24,782. ''Spark-strengtheners, especially іп connection with combust: 
power engines with several cylinders." А. Nissen. October lith, 124. 
177,190. M 
2 us * TThermionic generators of high-frequency clectric oscillations." H. 
J. Round and P. P. Eckersley. October 19th, 1920. (177,193.). І 

32,296. *'' Electric accumulators or storage batteries.” Н. Leitner. Nown- 
ber l6th, 1920. (177,198.) " 

33,472. ** Arrangements for the electric heating of water and other fluids.” 
Festa Akt. Ges. November 20th, 1919. (154,189.) . 

33,004. '' Means for minimising coupling between receiver and transmitter 
amplifiers in a high-frequency signalling system," К. Fiedler and К. Hopíne. 
February 5th, 1920. (158,536.) "- 

35,352. '' Cord grips for electrical apparatus." А. Kirk and R. C. Milliken. 
December 15th, 1920. (177,217.) 

35,380. “ Arrangements for indicating the position of apparatus or the coz 
dition of circuits at a distance." ^ Automatic Telephone Manufacturing Co., 
Ltd., Electrical Improvements, Ltd., A. E. Hudd and J. R. Beard. December 
16th, 1920. (Cognate application 26.836/21.) (177,218.) 

35,528. '' Electric fuses." О. Cracoanu. Decgmber 7th, 1919. (155,547) 

35,755. ‘Calling devices adapted to be operated by wireless signals." W. 
J. Davis. December 20th, 1920. (177,240.) x ds 

35,860. “ Battery lamps suitable for use by horsemen.” H. R. W. Wood. 
December 91st, 1920. (177,246.) . : 

35,953. '' Charging of electric storage batteries.” W. Н. Thorpe and M. 5. 
Willing. December 22nd, 1920. (177,252.) 

36,133. *"' Electric transformers." Reiniger, Gebbert & Schall, Akt. Ges. 
May 16th, 1918. (155,832.) 

36,134. “ High-tension electric transformers.” Dr. F. Dessauer. Jur 
23га, 1920. (165,435.) | 

36.142. “ Electric controllers, starters, switches, and the like," J. 0. 
Powell. September 23rd, 1921. (177,263.) 

36,170. ** Filter electrodes for electrolysis." 
torium, Ges. Н.О. July Sth, 1918. (155,835) 

35,233. “ Wireless transmitting apparatus." Marconi’s Wireless Telegraph 
Co., Ltd. (N. E. Davis). December 24th, 1920. (177,267. ) 

36251. “ Valve transmitters for wireless telegraphy and telephony." L. б. 
Preston, Н. Morris-Airey, and G. Shearing. December 24th, 1920. (177,291 

36,252. ‘Supports for filaments іп thermionic valves and other vacuo. 
tubes." L. G. Preston, B. Hodgson, and S. R. Mullard. December 24th, 120 
177 270. 
| м * Alternating-current motors." R. Kimura and T. Seisakusho. De- 
cember 30th, 1920. (Addition to 168,695.) (177,273.) v. 

36,622. ‘Sparking plugs." 5. Fisher. December 3lst, 1920. (177,275) 


Traun's Forschungslaborz- 
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931. ‘Means for determining the distance and direction of a source of 
wireless and submarine sound signals.” A. U. Sarnmark. December Ist, 
1919. (156,230.) . . 

1,434. " Connections of electric discharge vessels for amplifving electric cur: 
rents and potentials." J. Massole, Dr. J. Engl, and H. Vogt. April 16th, 


1919. (157,733.) - { 
1,446. ' Arrangement of circuits for thermionic amplifiers.” J. Maseolle. 
Dr. J. Engl, and H. Vogt. October 9th, 1919. (Addition to 157,733.) п, ] 
1,457. “ Arrangement for mounting and sealing tight of diaphragm for sour: 
apparatus." Signal Ges. April 7th, 1917. (157,754.) Е 


1.605. “ Electrically-heated boiler&" Е. Meystre. December 5th, 1918 
(157 90-4.) Ре i 
1,792. © Manufacture of telephone cables.” Johnson & Philips, Ltd., 27 
С. F. Street. January llth, 1921. (177,290.) ME" 
1,859. ‘ Electric switches for the US of motor vehicles and the like 

. Н. Austin. January 12th, 1921. (177,291. 

65 s EE junction boxes." F. Cox. January 18th, 1921. (177 54} 
3.157. “ Electric rectifiers.” P. Freedman. January 26th, 1921. (731) 
4.093. “ Charging-hoppers for electric furnaces.” С. T. Thorssell, E. С. 

Friis-Beck, and E. E. D. Edlundh. February 3rd, 192]. (177 328.) 

4.995. '' Electron-discharge devices," General Electric Co., Lid., and A. С. 

Bartlett. February 12th, 1921. (177,345) т 
5,465. '' Vent-plugs for electric accumulators and the like." А. L. Davis- 

February 17th, 1921. (177,355.) TE 
5.490. '* Electric signalling." В. Davies and Eastern Telegraph Со, Ме 

February 17th, 192]. (177, 356.) ; . ids 
5,553. '' Device for preventing vibration destroving the filaments in eleciri: 

lamps." A. McArthur. February sth, 1921. (177,357.) sass Mein 
6.031. *' Electric switches particularly adapted for firing explosives. J. 4. 

MacDonald. February 22nd, 1921. (177,361.) бй 
6.225. ‘ One-way transmission gear for use with train-lighting app 

H. Mensing. February 24th, 1921. (177,363) " 
8,079. “ High-tension distributors for electric ignition apparatus MO 

Syndicate, Ltd., and A. P. McGowran. March 15th, 1921. (177,392). 
КЗ. Rheostats.” N. G. Langrish and Mctropolitan-Vickers Electra. 

Co., Ltd. March 22nd, 1921. (177,399.) — 
9,352. ''Dipping tanks for coating electrical apparatus and machinery. 

H. D. Symons. March 22nd, 1921. (177.49.) бів 
13.668. '* Current+ollecting shoes." J. D. Twinberrow and H. E. | 

Мах 13th, 1921. 177,433.) Cutler 
14.550. ‘ Electric motor controllers." Igranic Electric Co., Ltd. (Ce 

H:tmmer Manufacturing Co.). May 25th, 1921. (177.438.) Pe 7 
15.591. “ Control systems for electric motors.” Metropolitan-Vickers 

trical Co., Ltd. June 9th, 1920. (164,356.) cited tine 
22.149. “ Electrical protective relav apparatus." Metropolitan-Vickers 

trical Co., Ltd. September 17th, 1920. (169,152.) 
39.352 * Electrice switches.” Metropolitan-Vickers 

D cember 2nd, 1920. (172,318.) 
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2306, “Electric relavs.” Metropolitan-Vickers Electrical Co^ 
ruarv 26th, 1921. (176,333.) . Nove 
3,349. “ Electrice accumulators or storage batteries," H. Leitner. ix 
ber Buh. 1920. (Divided application on 177,136; cognate application 9» 
(177 479.) 
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that have been made of the registration of à new coni- 


pany formed by a number of industrial concerns of 


world-wide connections and unquestionable and sub- 
stantial reputation. 

When the great names of Arrol, John. Brown, Carm- 
mell Laird, and the North British Locomotive Company, 
iu the iron and steel and engineering world, are linked 
up with that of the English Electric Company, itself 
already an amalgamation of a number of well-known 
interests, and with that of the Prudential Assurance 
Company representing vast financtal experience and re- 
sources, we may take it for granted that large matters 
are im contemplation. Ме шау also reasonably hope 
that such united action as the new group will take will 
assist the nation in securing big business in competition 
with the outside world, which shall contribute substan- 
tially to the volume of work available for British works 
and for British workers, 

It rust be nearly twenty vears ago since we first advo- 
ented in these pages the policy of co-operative action 
among British engineering manufacturers in overseas 
markets. Many experiments have since been tried, and 
а great deal of experience has been gained. Groups of 
firms each specialising in a different class of product 
have joined hands in order to act with strength and re- 
source When large propositions were forward, in Egypt, 
in China. in Canada, in pre-war Russia and Siberia. 
Some of them failed and little was heard outside their 
own circles of the causes of failure: others succeeded up 
to a point, but world-conditions proved to be too strong 
for them, the times not being favourable for those 
interested to reap the harvest which justifiably appeared 
to be ripe for the foreign-traders’ sickle. Experience 
was gained by many men who are still amongst us, which 
leaves them as convinced as ever of the value of group 
action as a means of securing substantial trade when 
world-confidence returns, freeing for execution those 
vast engineering schemes which must inevitably be car- 
ried out when civilisation can afford to avail itself of 
the services of science, industry, and organising 
ingenuity in the development of the earth’s resources, 
Is that time approaching? There are some favourable 
signs and sviuptoms, and doubtless the new company 
(the Power & Traction Finance Co., Ltd.) has been 
formed now inorder to be in a position to be ready 
as opportunities arise to use tle immense works, 
experience, and facilities that its constituent com- 


panies possess, in taking advantage of them for the 
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supply of any or all of its varied products in so far as 
they may be needed in the carrying out of very large 
works such as the laying down of a new railway, the 
electrification of a railway from start to finish, a com- 
plete hydro-electric undertaking, big harbour works, 
shipbuilding operations, and so forth. 

Not only is practically every industrial side (even 
including coal and iron production) represented in the 
whole, but each constituent company is represented in 
practically every part of' the world. Tendering should 
become а simpler matter, and the submission of one 
comprehensive scheme for a large complete undertaking 
would give ground for larger hopes of successful com- 
petition against similar offers submitted from other 
countries. 

The importance of the financial element in the scheme 
can hardly be exaggerated, for it will serve to strengthen 
ull the other parts of the organisation without drawing 
directly upon the individual financial resources which 
апу one of them may be needing for its direct produc- 
tive operations. Long financial credit may be given by 
the group which it might not be policy for its constitu- 
ent parts to undertake on their own account, and settle- 
Inents in the form of securities not easily realisable and 
therefore often unacceptable to a firm requiring its 
funds to be in fluid form, might be accepted by united 
forces. It would seein that strong and united effort on 
the industrial and commercial sides will be backed by 
financial readiness to tackle any sound proposition. 

One of the differences between the new company and 
those that have been formed in the past is the largeness 
of the manufacturing interests directly concerned in it. 
Another is the time of its formation—a monent when 
British prestige stands higher than ever, when the 
world is trying hard to break the shackles put upon 
development bv the events of 1914 and following vears, 
and when international competition is not materially 
weakened, though it is undergoing marked changes, 

It has been urged by expert advisers in many lands 
that by the group system alone, in which the constituent 
parts are linked together by mutual interests, could 
british manufacturers hope to succeed in competition 
with the vast organisations operating from other indus- 
trial countries. The new concern is one more effort in 
that connection, and its experience will be watched with 
keen interest. 

But there have been trials made of other kinds of co- 
operative schemes, as our readers are well aware. Elec- 
trical companies making various kinds of machinery, 
apparatus, and accessories have joined hands in com- 
plete amalgamation as one concern, the greater absorb- 
ing the less without forming a separate company 
for the purpose, and they have been strong enough both 
In point of finance and in respect of business-getting 
organisation to give a good account of themselves. We 
have several notable examples leading the electrical 
industry. Some of these can undertake the execution 
of complete electrical installations of the largest kinds 

—a point with regard to which formerly we were weak in 
meeting Teutonic competition even in British colonies. 
Further, there are large companies, and some with 
specialised lines of manufacture, which are so placed 
that they feel that. they can go alone. Their continued 
success 18 a proof that there is room for all kinds of 
activity and for all degrees of organisation and super- 
organisation in the electrical and ‘allied industries. In 
some cases makers of motors, switchgear, and so forth, 
have acted in concert through joint subsidiary com- 
panies operating as selling organisations overseas. 
Sometimes these arrangements succeed, sometimes they 
do not. 

There is another kind of co-operation which is a 
matter of principle or policy rather than, a detailed 
piece of business and financial organisation. This 


after ; 


class of co-operation has unquestionably been a good 
thing for the industry when its operations have been 
limited to a legitimate field; but experience has 
justified the criticism that it has its luuitations, for 
limitations to joint action must exist where private 
enterprise is seeking profit for different parties. When 
the legitimate line is passed, co-operative effort may 
lead to waste effort and to waste of money, saddling an 
industry with burdens which there is no need whatever 
for it to carry. Unnecessary things or attempted 
duplication of the expert and experienced efforts of 
others do not add to the economy. or efficiency of asso- 
ciated industrial organisation, and they contain within 
them the seeds of failure. 

A large and representative association may do a 
world of good if it limits its activities to matters that 
are really essential, but it may mar its usefulness to an 
Industry and to its members if its solicitude is shown 


where it is not sought, merely for the purpose of justify- 


ing its existence or provine that, because itis invaluable 
in some respects, it is entitled to be a sort of ** universal 
provider " in all. How often it has happened that 
there has been more waste of time, thought, and money 
upon the things that do not matter than upon those that 
are of first importance but just a little dangerous to 
touch ! 


Tur holding of the annual general 


The E.T.B.I. meeting of the Electrical Trades Bene- 
volent Institution affords a suitable 


occasion for us once More to impress upon our readers 
the obligation which rests upon the electrical industry то 
support this, its very own benevolent institution, in 
every possible way. We venture to suggest that this is 
emphatically not а matter for the other fellow to look 
it is a personal responsibility which to a Greater 
or less extent affects everv one of us by virtue of our 
share in the industry. The fact that our liability is а 
voluntary burden in no way lessens its incidence— 
rather it makes the matter a debt of honour; but there 
is no need to put it on so high a plane, for it is in fact 
а simple and inexpensive method of insurance. For the 
small payment of 10s. a year a member is entitled to 
the full benefits afforded by the Institution in the event 
of his being in need of assistance—and how manv of us 
can be sure that. we shall never qualify for relief? Those 
who are in that happy position are all the more bound 
to contribute towards the needs of their less fortunate 
brothers, and those who are not so happily cireuin- 
stanced would be well advised to enrol themselves as 
members without delav. Lastly, we would draw atten- 
tion to the invaluable work of the local advisory com- 
mittees which have already been formed, and to the vast 
scope that is open for the formation of such committees, 
as well as for the institution of collectorships ; апу col- 
lector who colleets the subscriptions of five members or 
raises the sum of £5 a vear becomes entitled to the privi- 
leges of membership, and this provision enables those 
who cannot afford a personal contribution to render 
valuable assistance to the Institution whilst also doing 
themselves a good turn. 


Tur refusal of a jointer in the 


Chelmsford Chelmsford undertaking to connect up 
One:man an installation, on the ground that the 
Strike. wiring wus done by non-union labour. 


has expanded into a general case. The 
Chelmsford undertaking brought the matter before 
the District Council (No. 9), and asked for a settle- 
ment of the principle. The emplovers’ side of the Dis- 
trict Council agreed that some settlement of the whole 
question ought to be come to, which should safeguard 
undertakings from being subjected to these spasmodic 
one-man strikes. The employers’ side indeed went so 
far as to pass a resolution to the effect that unless such 
individual , strike action could be prevented. they 
were not prepared to go on with the Council. On 
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the matter being referred {о the National Council, the 
employers’ side supported the attitude of the No. 9 
District employers, and the trade-union side is left to 


hnd some way out of the impasse. That is how the 
matter stands at the moment. This question of the 
employes of electricity undertakings using their posi- 
tion to boycott contracting firms which “do not fall 
in with trade-union requirements Is, of course, one 
which has been of serious concern to undertakings for 
some time past, and naturally such a matter must 
sooner or later come to а climax. It is . obviously un- 
reasonable, to say the least of it, for the trade unions 
to expect that the employers’ side will faithfully 
adhere to all schedules of wages and working conditions 
and generally carry out the yetonunendafiens of the 
Industrial Councils, and at the same time not be 
assured of immunity from strikes. The trade unions 
must realis? that if the Councils cannot ensure the very 
thing for which they were created, namely, the peaceful 
carrying on of the work of an undertaking ах, between 
emplover and employed, then it is only a question of 
time before some undertaking asks: ‘' What is the use 

Ж these Councils ? ' It is a thousand pities that this 
б has arisen, just when the Industrial Councils 
are taking their permanent place in the organisation 
of the industry. — Still, we trust that the good sense 
of the trade unions interested will come to the rescue, 
and that this dispute, which after all is concerned with 
a very small issue, will be quickly cleared up.. 
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) | THE case of t Sutton ve. The King.” 
An Aftermath which was reported їп Zhe Times of 
of the Маг. April 12th, involved the discussion of a 
question of considerable importance to 
men who volunteered for service during the war on the 
terms that they should continue to receive their civil 
рау. The suppliant was a skilled telegraphist in the 
employ of the Post Otfice.. 1n 1915, responding to a call 
for volunteers, he joined - tlie Royal ое 8 on the 
terms that he should receive full civil рау! At the time 
when he joined he was earning 65s. per week. While he 
was With the Colours, the remuneration of men of his 
grade was increased by bonuses from time to time, so 
that when he came back to civil life in 1919 his wage 
was 104s. Td. The Postmaster-General having refused 
to pay him more than 68s. per week for the time that he 
was in the Army, he sought, by petition of right, to 
claim all the bonus additions, which amounted to £81. 
Мт. Justice Darling decided for the suppliant, but in 
the Court of Appeal this decision was reversed by.a 
majority of two to one. Lord Justice Bankes said that 
to hold that the suppliant was entitled to the bonus 
additions would be to do something which the parties 
could not have contemplated. He said: ‘‘ Under the 
special conditions arising in consequence of the war 
there must necessarily be circumstances where special 
allowances for. special conditions are given, and it could 
never have been contemplated that persons not subject to 
the special circumstances and conditions should receive 
the special allowances."' 


It is easy, of course, to -be wise after the event, 


and to say that when the call for men was made 
those in authority should have stated that the 


allowance was to be 68s. per week and no more 
Whatever happened; but this was overlooked. In 1915 
the desire was to get men, and no one appears to have 
been over careful as to the means adopted. The Solici- 
tor-General drew attention to the importance of the case, 
saving that although the sum in dispute was compara- 
tively. small, there were other claims of a similar nature 
pending which might involve the taxpaver in liability 
for hundreds of thousands of pounds. Nor does it stop 
there. Numerous private employers encouraged their 
men to enlist by offering to рау full salaries. Whether 
such agreements are contracts enforceable by action may 
be debatable: but the emplover will not be easv in his 
mind until the question in " Sutton v. The Kine ” has 
been finally decided by the House of Lords. Incident- 
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quoting other objections raised by Mr. 


ally; the case draws attention to something which is at 
the root of many of the financial difficulties which now 
embarrass the statesman and the country. То meet 
great and pressing needs the taxpayer was cominitted to 
enormous burdens of which he is only now feeling the 
real weight. Perhaps it was thought that Germany, 
when v: anquished, would pay; but that is a dream which 
has not been realised. 

As regards the merits of the particular case, we can- 
not think that a telegraphist who joined up and received 
more than three pounds a week in addition to his Army 
pay can have very much to complain of. As compared 
with the man who volunteered with no employer at his 
back, or any member of the old Army which was wiped 
out during the first few months of the war, his position 
is fortunate in the extreme. 


ALTHOUGH the Report of the Railway 

Safety First — Electritication Advisory Comnnittee, 
on the Railways. published by the Ministry of Transport 
last year, has no mandatory etfect, its 
purpose was certainly to indicate the lines upon which, 
in the opinion of the Committee, future developments 
should take place. Apart from the suggested standards 
for clearances, &c., the principal recommendation was 
that direct current should be adopted at a pressure of 
1,900 volts or a multiple thereof. The question whether 
the contact rail or the overhead conductor. should: be 
emploved was left open, though, as we remarked when 
commenting on the interim report in October, 1920, the 
latter is much to be preferred when a high pressure is 


einploved. 


In our issue of Mareh 31st, 1922, Mr. Theodore 
Stevens, who has an intimate knowledge of the details 
of railway electrification both at home and abroad, drew 
attention to the view of Mr. George Gibbs: that a third- 
rail system at 1,500 volts could not be installed on 
American railways with safety to the public and the em- 


plovés, an opinion which, in its bearing upon British 
conditions, he emphatically endorsed. Mr. Stevens on 


Monday last completed a course of lectures which he has 
been delivering to fifth-year students of the L.C.C. 


‘School of Engineering and Navigation, and devoted at- 


tention especially to the question of safety. After 
Gibbs to the 
use of the third rail on technical grounds, such as dis- 
continuity at complicated crossings, obstruction, &c., he 
stated that Mr. Gibbs was of opinion that 1,200 volts, or 
even 1,500 volts, was not high enough for economical 
results, and should not be used on the third rail. French 
experts had also decided that above 1,500 volts the over- 
head conductor was essential. 

In view of the steady progress that is being made in 
the development of high-pressure d.c. machines, mer- 
cury-vapour rectifiers, and other means of converting 
a.c. to d.c., 1t cannot be doubted that pressures exceed- 


ing 3,000 volts d.c. (which has been used for many years 
‘on Ше Chicago-St. Paul railway) will come into use for 


economical reasons, and it is most important that all 
new main-line construction shall be carried out with 
due regard to this consideration. — Mr. Stevens con- 


demned the adoption of 1.500 volts on the third rail, 


and questioned whether the Advisory Committee had 
ever considered the risk to life at all; even trespassers, 
he remarked, did not deserve sudden death as a punish- 
ment for trespassing! For suburban services he 
strongly advocated the 600-volt third-rail system, and 
gave estimates showing that апу saving in cost due to 
the use of a 3 ,000- volt (1,500-1,500- -volt three- wire) 
third-rail system’ would be more than counterbalanced 
by the increased cost of the track construction and 
rolling-stock equipment. | 

In addition to safety, the advantage of uniformity 
attaches to the 600-volt system for suburban service : but 
for the major schemes of electrification which we hope 
to see put in hand before lone. we believe the wejeht of 
evidence and experience is wholly ^» tha cide af the rece 


head system at a pressure of at least 3.009 welts. 
n 
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PNEUMATIC COAL-HANDLING PLANT. 


THE BANKSIDE 


ONLY during the past two or three years has the pneu- 
matic system of handling coal, oxide, flue deposits, &c., 
received much attention from electric power station 
authorities and other large users of coal. It has long 
been known, however, that the pneumatic system is 
applicable to the handling of a very large proportion of 


тв. 1.—PNEUMATIC COAL-HANDLING PLANT AT BANKSIDE 


industrial coal, but many causes—1nainly, no doubt, the 
relative cheapness of casual labour in the past—have 
delayed its adoption on a practical scale.* But times 
and conditions have changed, and any method that tends 
to reduce labour charges is bound to receive close 
attention from the management of industrial concerns. 

With a pneumatic plant the only labour required is 
that for the manipulation of the pipes and, further, the 
pneumatie plant works the whole time; there is no 
waiting for the ‘‘ return empty,’’ as in the case of the 
grab, or skip. Also no trimming is necessary; thus 
expensive and laborious work in that direction is done 
away with. The usefulness of the pneumatic method is 
not by any means limited to the discharging of ships 
and barges; it is invaluable in all those cases’ where 
the application of ordinary straightforward mechanical 
elevators and conveyors is difficult, or impossible, A 
pneumatic plant may be used, for example, for the re- 
moval of coal from dumps, or from railway wagons, and 
for the transporting of coal over intervening roadways, 
canals, or other obstacles. When transport from a fixed 
point to a dump, or other more or less extended area, is 
required, a pressure or blowing system, acting on the 
same principle, may be employed. ue 

“very suction conveying plant, no matter how it may 
be elaborated to suit the conditions, comprises the fol- 
lowing elements :— 

(1) The conveying pipes through which the ma- 
terial (coal, grain, &e.) is conveyed by a current 
of air. 

(2) The vacuum pumps and their prime mover to 
produce the aforementioned current of air. 

(3) The receiver, or expansion chamber, in which 
the material is deposited in consequence of the 
diminution of the speed of the current of air. 

(4) The discharging mechanism for extracting the 
material from the expansion chamber without 
loss of air. 

(5) The dust separator, for cleaning the air before 

returning it to the atmosphere. 

(6) Air piping connecting the receiver to the dust 
separator, and the dust separator to the 
vacuum pump: 


— — 


* See Exec. Rev., December 9nd, 1921, p. 762. 


INSTALLATION. 


linportant progress has been made in the development 
of pneumatic plant for dealing with various inaterlals 
by Messrs. Пепгу Simon, Ltd., Manchester, and an 
interesting example of their work is the pneuinatic coal- 
handling plant recently installed by that firm at the 
Bankside electricity generating station of the City of 
London Electric Lighting Co., Ltd. 

This installation comprises two units, each capable of 
handling 60 tons of coal per hour, and is said to be the 
largest of its kind in the world. Each unit consists of 
a braced steel tower, бе. 1, 65 ft. high, containing a 
receiver and tipper seal, whilst the pneumatic pumps 
are housed alongside No. 1 tower. A 12-in. diameter 
pipe boom is connected to each recelver, ach of the latter 
being 15 ft. deep by 6 ft. 3 in. in diameter, by means of 
a swivel joint which provides for the lateral movement 
of the boom. A length of 8-in. diameter flexible piping 
with telescopic sections and a suction nozzle is coupled 
up to the end of each boom, and hand-winches are fitted 
for controlling the luffing and telescopic movements of 
the pipes. ‘The booms are of such a length and the re- 
celver towers are so placed that the pipes can command 
eight Thames lighters lying at two berths four abreast. 
This is an excellent example of the flexibility of the 
pneumatic system. 

The suction nozzles are plunged into the coal, which is 
at once sucked into the pipe, and is delivered through 
tipper seals on to band conveyors which transport the 
fuel to the bunkers. The conveyor bands were formerly 


fed by the grabs used for discharging the coal from the 


lighters. This method of emploving the pneumatic 
plant for the dificult part of the work in conjunction 
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Fig. 9.—VACUUM PUMPS. 


with ordinary band conveyors for transferring the 
material from point.to point, is recommended by the 
makers where its adoption is practicable. 

The pneumatic installation is operated by a twin- 
cylinder double-acting pump, fie. 2, driven by an elec- 
trie motor of 240 h.p., each cylinder being connected to 
its respective receiver, so that it is possible for one unit 
to be discharging coal whilst the other is not in use. 
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The vacuum pump, which has cylinders 49 in. in diam- 
eter and а 16-in. stroke, has been designed specially for 
this class of work, and is of the vertical pattern with 
valves situated in the top and bottom covers. The valves 
are composed of single steel disks of special material, 
mounted on spindles with light springs. The pump is 
designed to give a high efficiency with a low vacuum, 
o: small pressure difference of from 7 in. to 12 in. of 


Fic. 9.—'' TIPPER Sra. 


mercury, and is constructed so as to be unaffected by 
апу coal dust which may be carried over in the air. The 
piston is not lubricated in the ordinary way, but to 
prevent any unnecessary friction the cast-iron piston 
rings carry а special dry graphite composition which 
requires little or no attention. 

The suction nozzle employed is of special construction, 
being rectangular in shape, 24 in. by 5 in., and is fitted 
with an adjustable air valve for admitting secondary air. 
. The total vertical lift is approximately 60 ft.; the 
pipe is fitted at its bend, where there is the most wear, 
with a renewable plate of special form. It may not be 
evident how it is that coal can be sucked up to such a 
sleight. The fact is, however, that it is not entirely due 
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"4.—REtEVATION OF PNEUMATIC COAL-HANDLING PLANT. 


to suction. A large quantity of air is, of course, drawn 
up in addition to the coal and its speed in so doing 
is sufficient partly to drag and partly to force the coal 
upwards. The coal handled at Bankside is in the forin 
known as * nuts" and *‘ slack.” The class and condi- 
tion -of the fuel affect to some degree the efficiency of 
the plant, and the size of the coal must of necessity be 
small; it is usual to specify 2 in. as the maximum size, 
but if the suction pipe be not too small and the propor- 
tion of small coal be large, lumps of from 4 to 6 in. will 
be carried through without difficulty, but fine dust may 
cause trouble if it is very wet. ! 

The horizontal distance from the nozzle to the receiver 


may be about 90 ft. ; from the boom elbow the pipe dia- 


meter is increased to 10 in. and finally to 12 in. The 
suction piping is telescopic and enables the height of the 
rozzle to be varied to the extent of from 10 ft. to 15 ft. 
according to the level of the material in the barge; the 
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upper pipe slides into the lower one, thus preventing 
the material falling between the joint and causing 
jamming. The lower end of the pipe is raised or lowered 
by means of wire ropes carried over guide pulleys, and 
the boom is designed for operation at all angles, from 
horizontal to 45 deg.; it is raised or lowered by hand- 
operated winches. Тһе receiver is divided into three 
parts, the middle one of which is connected by means 
of a l6-in. pipe to the vacuum pumps, which cause 
the coal to be drawn up. Тһе receiver contains 
a nest of vertical fabric pipes, or filtering tubes, 
through the fabric of which the dust-laden air has to 
pass before entering the vacuum chamber, the object 
being to prevent dirty air from reaching the pumps. 
The filter pipes are shaken at intervals, so as to cause 
the coal dust that has accumulated in them to fall into 
the hopper. | 

The discharging mechanism or ‘‘ tipper seal,’’ fig. 3, 
beneath the receiver is a double-compartment rocking 
air-tight box with a vertical hinged partition o, thus 
consisting of two pockets, J H, which are alternately 
brought into communication with k, the outlet from the 
receiver. Whilst one pocket J is in communication 
with the receiver it is under vacuum and the hinged 
door т, is held in the closed position by the pressure of 
the atmosphere. The other pocket н is at the капе time 
swung far enough over to admit air through the feed 
opening G, and the hinged door L automatically opens 
and discharges the eontents of the pocket into the hopper 
below, from which it passes to the belt conveyor. It 
will be noticed that in the upper casting M, air ports N 
are provided for the purpose of exhausting the air from 
the pockets before coal is admitted to them, the object 
being to prevent the inrush of air carrying the coal 
over into the dust collector. 

The seal is made to oscillate through the desired angle 
by means of a crank and connecting rod P operated by 
a train of gear wheels о. Provision is made to pre- 
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Fra. 5.—PLAN OF PNEUMATIC COAL-HANDLING PLANT. 


vent damage to the seal should any solid body, such as 
a piece of iron, become jammed between the cross bar 
of the tipping box and the lip of the seating. 

Figs. 4 and 5 show respectively an elevation and a 
plan of one unit of the plant. 

Although the pneumatic method of handling coal 
inight at first sight appear to be somewhat expensive, 
the system offers the advantage of enabling the fuel to 
be unloaded with great rapidity. Even if the cost per ton 
of coal transported in this manner were to exceed the 
cost of handling it by means of grabs, it is claimed that 
the speed of operation and other advantages gained 
would more than compensate for this. 

Our thanks are due to Mr. F. Bailey, engineer and 
joint managing director of the City of London Electric 
Lighting Co., Ltd., and to Messrs. Henry Simon, Ltd., 
for permission to inspect the plant referred to above and 
publish the details thereof. 
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NOTES ON SINGLE-PHASE COMMUTATOR MOTORS. 


Ву М. PENSABBNE-PEREZ, M.LE.E. 


As the field of application for electrically-driven 
apparatus becomes wider, there is an increasing de- 
mand in this country for a single-phase motor which, 
unlike the induction type, has the following features:— 


(1) A powerful starting torque. 

(2) A moderately small current at starting. 
(3) A simple starting switch. 

(4) A good power factor. 

(5) A good range of speeds by simple control. 


It is well known that none of the above features are 
natural qualities of the induction type of motor, and 
when the second feature, which is possible, is insisted 
upon by tle electricity supply authorities the use of 
slip-rings and complicated starting gears makes the 
cost of the motor quite prohibitive. 

The single-phase commutator motor of small size 
having series or shunt characteristics deserves greater 
favour from power users than it has had up to tlie pre- 
sent, because, apart from the above features which it 
possesses, it is a simple, reliable, and inexpensive 
machine. 

The plain series type, on account of its great sim- 
plieitv, should be used in preference to the constant- 
speed tvpe, and in case of small power its series charac- 
teristic does not debar its use in most applications when 
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OV, supply voltage; ОЕ, armature e,m.f.; ED, equivalent ohmic drop; QF, motor 
output; FQ, friction and armature iron losses; TV, armature torque; ОЕ/ЕУ, 
speed. 
the apparatus driven takes such a good percentage of 
power, even when doing no useful work, as prevents the 

motor from reaching inadmissibly high speeds. 

To calculate the maximum speed when running light 
it is necessary to know the characteristic of the motor 
as well as the power necessary to drive the apparatus 
light at different speeds. As this is a vital question 
upon which the adoption or rejection of this tvpe of 
motor depends, the following consideration may per- 
haps be found of some use. 

Let us first consider the diagram connecting voltage, 
current, power, and speed of such a motor when the 
internal losses in it are taken into consideration. In 
fig. 1 the supply voltage is represented by the vector 
ov, while ОЕ represents the e.m.f. induced in the 
armature by rotation. The flux being in phase 
with the current, oF will also be in phase with the 
current. 

The impedance voltage of the armature and field is 
at 90 degrees to the current and represented by the 
vector pv, which also represents the current magnitude. 
The vector Ep represents the voltage drop due to the 
total resistance duly increased to take into considera- 
tion the iron losses in the stator core as well as the 
losses in the short-circuited coils and brushes. — This 


rough way of taking into account these iron losses can be 
justified by the fact that we can assume these losses to 
vary approximately as the square of the flux and there. | 
fore with the square of the current just like copper 
losses. | 

The power input is proportional to ov . ру cosl= 
OV . TD, or to the segment TD, because OV is constant. 
The power taken by the armature consists of the useful 
power, plus friction and armature iron losses. Thus 
power is given by the product of the e.1u.f. with the 
current or by ok. ру=0У . РЕ, or by the segments Pr. 
It is clear that all points like р move in a circle, having 
ov as diameter. 

Now, ED being proportional to the current like | 
pv, the angle а is constant, therefore the points like = 
move also in a circle, the centre of which м сап be 
found, as clearly shown in the diagram. If the friction 
and armature iron losses are represented in the sa 
of power by the segment РО, then QE represents ile 
motor output. The armature torque (including fri- 
tion and iron loss torque) being proportional to the - 
square of the current is represented Lv the segment ту. 
The e.m.f. ок being proportional to the current multi. 
plied by the speed, and the current being proportion:! 
to the segment pv or Ev, the ratio OF/EV is prope 
tional to the speed which therefore it can represent. 
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For any working condition fixed by points like E, Ue 
speed can thus be found and the friction and armature 
iron losses plotted, thus obtaining the curve ФЕ, whicl 
cuts the circle ОКУ in the point E., fixing the no-lva! 
conditions and the maximum speed the motor will reac: 
when running light. With the exception of very smal! 
fractional-h.p. motors, this no-load speed is generally 
very high as compared to the full-load speed ; therefore 
this type of motor can only be recommended in caws 
when the friction in the apparatus driven constitutes 4 
considerable proportion of the motor load. This condi- 
tion is generally fulfilled when very heavy reduction 
gears are used or in the case of heavy shafting, low 
speed machine tools, air compressors, «с. 

The diagram we havé been tracing is the working 
diagram of a 1 b.h.p. 3,000 r.p.m., 50 cycles, 200 volt 
series motor made by the Electro-Dynamie Construe 
tion Co., London, and driving by means of a chain an 
air compressor running at 500 r.p.m. (fig. 3). Ina са 
like this, such type of motor is obviously most suitable. 
ах it gives a powerful torque to start the compres’ 
against full pressure, with a relatively small startin 
current and without апу danger of running away when 
the compressor works against atmospheric pressure. 
Moreover, a tumbler switch is all that is required for 
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starting the compressor. The power factor is also 
satisfactory. 

In order to find the working conditions of this motor 
when driving the compressor, the curve Qı E, has been 
plotted by knowing the total friction losses, QQ, of the 
compressor and chain at different speeds. This curve 
vill eut the circle оку at Ei, which will give the running- 


light speed, current, &c. 


Fig. 3. 


In fig. 2 the current, torque, output in b.h.p., and 
power factor have been plotted as functions of the speed 
with the usual co-ordinates in order to give the results at 
a glance. The a.c. series commutator motor is at its 
best when working above synchronism, as far as spark- 
ing troubles and power factor are concerned. However, 
for a small output it is possible to run this motor 
considerably below synchronism with fairly satisfactory 
results. The speed regulation of a series motor can be 

' accomplished practically without loss of power either 

; by varying the voltage applied by means of a graduated 

. &uto-transformer or by means of a variable impedance 
diverter across the field winding. 

The diagram shown for a voltage v will hold good 
for any voltage k.v if we read the current and volts as 
before, but in this ratio k, and the torque and power 
in the ratio &*. The scale of speed will be as before, 
being given by a ratio of voltages. 

Thus, if we wish to know the speed of the motor in 
question when supplied at, say, 160 volts and giving 
the full-load torque as before, we have to trace т”у= 
tv (200/1600, and get the working points D” and £”, 
from which we can read a speed equal to-1,630 r.p.m., 
as given by oE"/r"v. 

It will be seen that a small voltage reduction will give 
avery large reduction in speed for the same torque. 
The power factor, however, is reduced from .8 to .67. 
The use of a variable impedance diverter is less ex- 
pensive when no transformer is needed for the motor 
on account of other considerations. 
type single-phase commutator motor is a somewhat more 
complicated machine, and its theory not so simple, but 
i has a greater field of application. 


\ 


Licensing of Wiremen іп Ontario.—A Labour member 
has introduced to the Provincial Legislature a measure pro- 
viding for the examination and licensing of electrical con- 
tractors and electricians. The Electrical News recently pub- 
lished a review of this Bill. The measure is not to apply to 
employés of public utility companies or authorities, acting 
under the direction of officers of such authorities. Appren- 
tices are debarred from carrying out installations, except as 
assistants to electricians licensed under the Act, and under 
their direct supervision. An examining board, consisting of 
three members experienced in electrical work, will be ap- 
pointed, one of whom will be a contractor and one a journey- 
man electrician. The licences are of four different classes. 
depending upon the nature of the work to be executed һу {һе 
licensee and the length of his experience. Everv contractor, 
проп recerving a licence. will be required to deposit a bond 
18 а guarantee of the faithful performance of any installation 
Work he may carry out. Penalties will be imposed upon anv 
contractor or journeyman performing work without being pre- 
viously licensed, | | 
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THE LOCALISATION OF А PARTIAL DIS- 
CONNECTION FAULT IN А CABLE. 


By HAROLD OHLSON. 


Ir happens occasionally that the conductor of a cable 
is broken by a momentary strain without injury to the 
dielectric, and the result may be that the two ends are 
brought together by the elastic nature of the insulating 
material, and there is not complete disconnection. The’ 
bridge balance will show a total resistance higher than 
that of the copper conductor, and often very variable. 

The method of measuring the capacity from each end 
to the break gives no result unless the disconnection is 
complete. The following test, devised by the writer 
some years ago for use on partial disconnection faults, 
requires no special instruments or complicated connec- 
tions, and in practice has been found to give satisfac- 
tory results. As described below, it is adapted for tests 
on the comparatively short lengths of cable dealt with 
in the factory. 

A preliminary bridge reading with a low battery 
power will give the resistance offered by the broken con- 
ductor, and by subtracting the resistance of the copper, 
known by former tests or calculated, the resistance of 
the disconnection is found. This may vary consider- 
ably, but close watching of the bridge balance will give 
valuable information as to the probable resistance of 
the break during localisation. By a simple arrange- 
ment of connections, the resistance may be watched on 
the bridge until a favourable moment of steady value 
is observed, and then the cable is at once plugged to the 
localising battery and the galvanometer throw noted. 
The interval between the bridge reading and the comple- 
tion of the localisation test, especiallv if only one throw 
is taken, need not be more than a few seconds. 

The connections for the tests are as shown in fig. 1. 


R — (x + B) 


Fro. 1. 


where i—total resistance of broken cable circuit, , 
B=resistance of partial disconnection, 
z and R-(r-B)-the resistances of the two parts of the 
conductor. 


A single cell of constant e.m.f. and very low resistance 
is required for the test, and the connections, especially 
that at A, must be of negligible resistance. 

For the first operation the end of the cable shown in 
the diagram as connected to the carbon pole of the 
battery, is freed from it and insulated. Connection is 
made at p to earth the battery, and the discharge from 
the cable, after charging it to the full battery potential, 
is observed by changing the connection from A to c. This 
observation need be made once only, as it remains con- 
stant as long as B is sufficiently low to make a test for 
partial disconnection necessary. 

The connections are then arranged exactly as in the 
diagram, in order that the cable may be charged by & 
potential falling along the resistance of the copper and 
that of the break. Connections are made at р and А, 
and then the following operations are performed in 
quick succession but exact order; the earth is discon- 
nected from the batterv, the battery pole to line is 
disconnected from the cable, and the cable is discharged 
through the galvanometer. The throw obtained is a 
measure of the quantity of charge resulting from the 
capacities of the two parts of the cable and the potential 
charging them, this potential being governed in. its 
fall by the copper resistance of the two parts of the cable 
and the resistance of the break. A second observation 
may afterwards he made with the cable ends reversed. 
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Referring to the diagram, fig. 1 :— But as potential, resistance, and capacity (of a cable) - 
First operation, with cable end free. are interdependent, the above expression may be written - 
(1) Connect at р. (2) Connect at a. (3) Discon- wholly in terms of resistance. 

nect at А and connect at c. Galvanometer throw=r= (В + R — 2) + d (R — г — В) (в — r — н) 

full charge. ne aerea T 
Second operation, with cable end to battery. тт, (R? — B?) — (R? — 2 RB + в) 


(1) Connect at p and a. (2) Disconnect at p. (3) whence г = - 2вї1ї+т) o 
Disconnect at a. (4) Connect at c. Galvanometer ! 
throw =т.. dien vi di Blais | 

Repeat second operation with ends reversed. Gal- dis celos cic tup 
vanometer throw = T3. 

The distribution of potential in the second and third 
operations may be shown diagrammatically (fig. 2). 


diagrams will show that as long as the break resistance, 


a value which is high compared with that of the con- 
ductor, the proportion between the two discharges 1, 


where c=ohms of conductor to break from end to line - 
An examination of this formula and the potential - 


even though it varies considerably, does not fall below . 


"I 


and т, gives very closely the proportion of the lengths ` 


of cable on each side of the break, and the correcting 
formula may be disregarded. In many cases this will 


v happen, and a localisation sufficiently accurate for ' 
practical purposes is made very quickly and easily. 
The break resistance need not be determined with any 
tiene degree of accuracy, so long as it remains sufficiently 
: : Sarre high to make the conductor resistance of small import- 
DISCHARGE T, OBSERVED, WITH x TO LINE ance. 


The potential diagrams also show that if the break 
resistance does not change between the observation of 
т, and т,, then т,+т,=т, and it is not necessary to 
reverse the cable ends, т, being T-T,. With a rapidly 


d varving break of low resistance it may be found better, 
after determining T, to take a number of observation: 
Mis. of T,, each immediately after a bridge reading, and 
deduce т,, but a test with reversed ends is a valuable 
ince Sein — aa T-— guide to the behaviour of the break and the condition 
à ha. d of the batterv and connections. 


If the ends of the cable cannot be connected directly 
to the Instruments in the test room, the leads must be 


Let c, be the capacity of the length of cable with considered as part of the cable circuit. but if an 


copper resistance т, and c, that of cable with resistance assistant is available the battery тау be joined directly 
R — (zB), to the cable in the factorv and only a single lead used 

C = to } (у + V) + C, to $ ER (from c to G) to convey the discharge through the val- 
Then, = T/T. 


vanometer in the test room to earth. 


"charged to 3 (Y + Y,) + ©, to $ v, 


- BROOKHIRST AUTOMATIC MOTOR-STARTING SWITCHGEAR. 


Nor content with improving their hand-operated starters by the necessity for constant supervision and adjustment is thus 


the adoption of the drum-type controller, which we described avoided. The number of starting steps being always adequate 
in our issue of January 27th, 1922, Messrs. BROOK, HIRST AND to the output, the acceleration of the motor is gradual, and it 
Co., Lrp., have now brought out a solenoid-type automatic benefits by the elimination of excessive current s. The 
motor-starting panel which presents novel features. In gen- absence of arcing on the contacts means that they require 
eral form the panel is similar to the hand-operated gear, but renewing at long intervals only. 


the starter movement and the method 
of controlling the rate of starting are 
new departures. Sliding contacts and 
contactors are -replaced by a device 
which, it is claimed, embodies the ad- 
vantage of numerous steps which 
characterise the one and that of butt 
contacts which is possessed by the other. 

In the ''Brookhirst " solenoid-ty pe 
starter, illustrated in fig. 1, the fixed 
contacts are of carbon, mounted in 
stamped holders. Behind each carbon 
is a spring which ensures the requisite 
pressure between the fixed and moving 
contacts. The moving contact consists 
of a bar actuated by a single solenoid, 
but in such a way that it approaches 
each carbon with a direct butt move- 
ment, so that contact is established in- 
stantaneously over the whole area of the 
carbon. In the course of its further 
movement the bar ‘presses the carbon 
home into the holder, and subsequently 
there is a slight sliding movement which 
tends to clean the contact surfaces. 
This action is repeated on each step and, 
there being one solenoid only, it is pos- 
sible to provide economically an ample 
number of steps. 

The advantages of this movement are 
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Fic. 1.—*'* BRookHinsT " STARTER MECHANISM, IN THREE POSITIONS. 


Sliding movement indicated by arrow-head on contact bar. 
[] 


several. With designs emploving a sliding contact, there is a The timing of the starter movement is effected by an eddy- 
noticeable tendency when starting up for the starter arm to current retarder. The solenoid plunger, vege) through нјн 
stick, owing to the contacts becoming pitted; such a tendency and train of gears, causes an aluminium disk to revolve 


is, of course, eliminated jn the design under consideration, and tween the poles of an electromagnet excited by the mail 
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armature current. The eddy currents generated in the disk 
exercise a braking eflect upon it and upon the plunger. А» 
this eflect varies in direct proportion to the starting current, 
the retarder provides the vital characteristic of quick starting 
with light loads and slow starting with heavy loads. Unlike 
the oil dashpot, the retarder 5 unallected by dirt or tempera- 
ture changes, nor does it continue to exercise a braking effect 
when the starter arm is returning to " off." Since the con- 
tact springs also tend to force the arm to the "' off " position, 
there is a positive return, with по possibility of the arm 
sticking on the backward movement. Apart from the auto- 
matic variation of the braking effect with the load, it can 
also be adjusted for normal starting conditions by regulating 
the distance between the poles of the electromagnet. 

The possibility. of governing the movement of the starter 
electromagnetically in this way, instead of by a dashpot, 
means a very great increase in reliability. A heavy overload 
during starting may result in a complete interruption, tem- 
Pporarily, of the starting operation, thus avoiding an excessive 
rush of current such as might damage the motor. And, 
finally, the lack of any necessity for constant attention and 
adjustment effects a by no means negligible saving of time on 
the part of the maintenance staff. | 

The starter is not normally arranged for ‘* inching,” though 
this may be carried out by the use of the "start "^ and 
'"" stop " buttons in sequence. Where, however, this opera- 
tion is to be an important function of the starter, a special 
inching feature is embodied. This enables inching to be 
effected without the starter arın coming into action. The 
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Fic. 2.—StTartTer WITH FIG 
SOLENOID-OPERATED 
SPEED REGULATOR. 


'" BROOKHIRST " SOLENOID-TYPE Motor CowxrTROL PANELS. 


SPEED REGULATION: Doors OPEN. 


inching current can be varied within prescribed limits by 
means of links and terminals which are provided. 

‘This starter constitutes the central feature of an ironclad 
pec which comprises, in addition, a double-pole circuit 

reaker and a double-pole isolating switch. The former, con- 
sisting of two magnetic blow-out contactors and two adjust- 
able solenoid-type overload trips, provides complete protection 
for the motor both during starting and running. The 
isolating switch, which is fitted in a sealed ecmpartment with 
external operating handle, is interlocked with the doors in 
such a way that the latter cannot be opened or left open unless 
the isolator is “off " and the panel ‘* dead.” 

For certain applications (e.g., printing presses) it is not as 
a rule necessary to effect speed changes at the work itself, 
but the speed having once been set it must be possible to 
start, stop, and ''inch " the motor frequently, the speed at 
each restart always reaching and finally remaining at the set 
speed. In such a case a regulator of the automatic accelera- 
tion type, as included in the panel illustrated in fig. 3, is 
used. The regulator is adjusted by hand to the required 
speed, if necessary while the work is in progress. On re- 
starting, after normal speed has been reached, the motor auto- 
matically accelerates to. the speed which has been set. The 
accelerator bar and contacts which achieve this object (shown 
on the left of fig. 1) also cut out the whole of the shunt 
resistance on stopping, so that on restarting or “‘ inching ” 
it is not necessary previously to bring the regulator handle 
to the ''all resistance out” position. 


3.—STARTER WITH HAND-OPERATED 


There are some conditions, again, in which it is desirable to 
have complete control of the speed by push buttons at the 
working ition. For these applications a panel such as that 
illustrated in fig. 2 is employed. The regulator in this case is 
of the automatic type, operated by two solenoids, and it is 
possible from a convenient push-button station to start, stop, 
* inch,” accelerate, or retard the motor. 

It is also possible to employ a third system of'speed regulà- 
tion using a constant-speed panel and a separate hand-operated 
shunt regulator, which can be arranged either with a pedestal, 
or for wall mounting, and can thus be placed in close 
proximity to the work. ‘This arrangement is intended 
for applications where it is necessary to eflect speed adjust- 
inents at the work itself, but not to start and stop frequently. 
Each time the motor is started or ''inched," the regulator 
must be brought to the * all resistance out’’ position, and 
when normal speed is again attained the regulator must be 
readjusted to give the required speed. 

The push buttons for controlling these automatic, panels 
can be arranged in the most convenient manner for each 
application. It is usual for a set of buttons to be fitted in 
a single box, constituting a control station; this would com- 
prise five buttons (start, inch, accelerate, retard, stop) or а 
lesser number depending upon the arrangement. Such a 
control station can be fixed either to some stationary portion 
of the machine or to. say, the saddle of a lathe if this is 
more convenient. Where a separate hand-operated speed 
regulator is employed, one such push-button station is fitted 
in the same case as the regulator. Duplicate control stations 
can be fitted at convenient points on large machines, and, 
where desirable, emergency stop buttons can be arranged 
in suitable positions. For flat-bed printing presses the 
control station takes a slightly different form; two push 
buttons are included (“ run " and "inch "), and the motor 
is stopped by a lever which may be quickly knocked off in 
either direction. 

In addition to these arrangements cf push buttons, panels 
ean, of course, be controlled bv a float switch or some other 
form of self-acting master switch for pumps and similar 
applications. 
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EXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR MARCH, 1922. 


Tue March official figures of electrical export business show 
an inerease of £121,808 on the February totals, but a decrease 
of £254,887 as compared with the January return. The value 
of electrical machinery exported during March was £92,000 
in excess of those for February, increases also being recorded 
in the sections for electrical goods, glow lamps, batteries ana 
accumulators. 

The total tonnage of electrical machinery exported during 
March was 1,896 tons, as compared with 1,720 tons in March, 
1921. Electrical imports and re-exports totals for March show 
a falling off in value of £35,000 and £6,000 respectively. 


VALUES OF ELECTRICAL EXPORTS AND Imports ror Marcu, 1922. 


Exports Imports. Re-exports 
£ £ £ 

Electrical goods and apparatus 

(unenuinerated) 113,573 41,229 4,821 
Insulated wire 147,037 19,457 124 
Glow lamps " 38,349 11,547 9,063 
Arc lamps and parts 2,364 1,081 -- 
Batteries and accuimulators 47,520 8,670 5 
Meters and instruments 33,747 3,674 572 
Carbons "ia it 3,002 5,157 109 

Electrical Machinery.— 

Railway and tramway motors 22,554 -— — 
Other motors and generators 277,451 —- -= 
Switchboards (not telegraph or 

telephone) ... ib .. 15,501 414 — 
Electrical machinery (unenu- 

merated) .. 186,110 136,511 2,098 

Telegraph and Telephone Cable and Material.— 

Telegraph and telephone wire 

and cable (not submarine) 29,839 4,818 1,186 
Submarine telegraph and tele- 

phone cable = "E vr -— -— 
Telegraph and telephone in- ; 

struments and apparatus 180,266 13,463 1,196 

~ Totals 1,21344,5866 — 352,091 19,774 


Wireless Telegraphists’ Dispute. —4 meeting between Mr. 
Ward, chairman of the London District Association of Hn- 
gineering Employers, representatives of the Marconi Co., and 
of the Association of Wireless and Cable Telegraphists, took 
place at Broadway House, on April 21st, at which it was 
agreed that the negotiations, which had been broken otf, 
should be resumed and that the telegraphists should return 
to duty forthwith. 
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CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


: Rats v. C.T.S. 

With reference to the disgusting advertisement of the 
C.T.S. Co., may I suggest that the particular rodent in ques- 
tion was a self-respecting animal and would not contaminate 
itself by eating the above firm's evidently disgusting product. 
It preferred death. 

I am of the same opinion, and I shall, personally,- never 
use C.T.S. cable again. 

Fairplay. 

April 2nd, 1922. 


The advertisement issued by the St. Helens Co. showing 
the starving rat. with humorous comments, recalls to one's 
mind the stories of the brutalities which used to sicken us 
during the war. Then there was at апу rate the excuse that 
they arose from war passions, but there 15 no such excuse 
for the torture of the rat. That comes from even more ignoble 
reasons. 

The advertisement debases the name of Englishman 
throughout the world. It 15 a new and, horrible development 
jn advertising which I trust will come to an instant end. 

The plea that there 1s a scientific value in the experiment 
will not hold. The fact that a starving rat, ш a cage, would 
not touch the cable does not prove that rats will not touch it 
under other conditions. 

I beg leave to sign myself 

An Englishman. 

April 22nd, 1922. 


The correspondents who, in vour last week's columns, waxed 
so nobly indignant anent the sad death of a rat for " the pur- 
pose of filthy lucre," would surely do better to reserve their 
wrath—and their energies—and to train. the guns of their 
censure on things that really matter. Why this outcry con- 
cerning an unloved rodent. when there are untold numbers 
of the genus " Homo " dying to-day in a similar manner (and 
scarcely а word said) who might be spared such " cruelty ”’ 
by a mere tithe of the '' filthy lucre ” which a civilised world 
spent on the recent holocaust of destruction? 

Herein, І would suggest, lies far worthier scope for their 
“humanity,” if such is genuinely the flag under which they 
are sailing ! 

Sense of Proportion. 


Can ** Disgusted " or ‘‘ Completely Disgusted ’’ suggest a 
less чш but equally efficient method of proving if rats attack 
c.t.s.: 

Can '' Disgusted " give fuller details to prove his statement 
that rats destroyed a considerable amount of c.t.s. on a whaler, 
so that this allegation may be worth consideration? Ніз 
signature would also be useful. 

J. H. C. pit s 
St. Helens Cable £ Rubber Co., Ltd. 
Warrington, April 24th, 1922. 


[Several letters on this subject have been received, too late 
for insertion.—Eps. Etec. REv.] 


Employers’ Agreements. 

Now that certain groups of employers are going the length 
of closing down half the engineering works in the country on 
the pretext of groups of workpeople (through their unions) 
interfering with. what they consider to be their rights, it does 
not seem inappropriate to ask them when they propose to cease 
interfering with the rights of their workpeople. 

The interference I refer to is the practice amongst certain 
groups of firms in the electrical industry (I believe practically 
all in the B.E.A.M.A.) of not taking each other's employés. 

On the surface this looks a very simple, innocent and un- 
objectionable arrangement between firms (each of which 
suspects the other of plundering it!), and possibly was origin- 
ally made without any ulterior motive, but what does it 
become in practice? An employé of firm A applies to firm B 
for a job. Firm B first of all asks firm A if it is willing to 
release him, and secondly, what it thinks of him. If firm A 
is Willing to release him, firm B assumes he is no good, and he 
hears no more; if firm A is unwilling, the result is the same 
but he is a marked man—if no worse. 

Many of us have had to take quite unsuitable berths since 
the war. and in this way we are kept in them-to our own and 
our employers’ and our country's detriment. 

The simple economic aspect of the question is this : if firm B 
can afford to offer астап better pay than firm A, it is either 
due to firm B's better management (neglecting any little 
Inequality in that all-pervading attribute greed) or to the 
mans greater suitability for the work that firm proposes to 
give him, and, apart from the unwarrantable interference with 
the man’s liberties, it is not good that firm A should continue 
to monopolise a man and not fully use him; it 1s equally bad 
that liri) В should be deprived of the chance of making better 


use of him, and it is beyond all reason that a man should not 
be free to sell his services to whomsoever he chooses (or has 
the opportunity) in the same way as the products of his ser- 
vices are sold by his employer. | 

There аге at present many *“ square pegs in round holes,’ 
and it is certainly not to any employer's interest to keep them 
there against their inclinations. 

No man with common sense wants to change a “сп” in 
which he is comfortable and has ordinary prospects, and no 
employer who knows his business wants a man who is not 
satisfied. 

Why, then, do these groups of employers continue this 
objectionable practice, which. benefits nobody, hinders recon- 
struction, damages national industry, and oppresses the King’s 
subjects? And why are they allowed to? 


Pollux. 
April Ath, 1922. 
[ We have ascertained from the secretary of the B. E. A.M.A. 
that there is no such practice amongst groups of firms in that 
Assoclation.—Eps. КЕС. Rev.] 


The Lock-out. 

Also a constant reader for 20 vears. I agree with Mr. 
Heasman that it Js evident that Sir Allan MacGregor Sith, 
the chairman of the Employers’ Federation, and a Scottish 
solicitor, is the Jonah of the party. We have had dictators 
like Napoleon, the Kaiser, and now Sir Allan Smith; had these 


“men only used sanity and put their education to the better- 
-ment of the human race, the world would be in a purer state 


to-day ; instead they only create discontent and Bolshevism. We 
agree that there 15 no better worker than an Englishman when 
treated fairly. But for the boys of 1914-15, some of the gentle- 
men of Sir Allan Smith's type might not have been here. und 
the dear Germans might have confiscated their property. 
What then? It would be very interesting to know how much 
some of them had in August, 19014. and how much they have 
got in April, 1922, after the glorious débacle of blood. Per- 
sonally, I envy no man, respect honest sane men, both good 
employers and straight workmen, having worked in works 
and factories all over the country for many tears, and do so 
now. © for sanity and reason, and less of Shylocks ! 


) Constant der. 
April 22nd, 1922. ant Rea 


Liquid Starters for Three:phase A.C. Motors. 

The electrolyte in the above switches is composed of eon- 
centrated carbonate of soda (powdered) and water. The tanks 
are porcelain cylinders with cast-iron ends and plungers, the 
latter having copper strip conductors attached, and being also 
immersed in the electrolyte. ‘The switches are always in 
parailel with the short-circuiting switch when motors are run- 
ning with Kapp vibrators in the rotor circuit; the current is 
from 300 to 400 amps. Trouble is caused by a non-conducting 
film forming on the cast iron and the soda crystaJlising at the 
bottom of the tanks. 'lhere is no similar trouble in other 
switches where current does not pass through the liquid, 
except for starting up. Can you, or any reader. kindly state 
the cause, or suggest another electrolyte which will not corrode 
or injure the copper or cast iron? . 

Delita. 

April 22nd, 1929. 


Finding Faults. 


I will be obliged if some of your mains readers will give 
the quickest method of finding faults in direct-current, triple- 
concentric cables (armoured and lead-covered, laid direct) 
when no other instruments are available, but a small milli- 
voltmeter. Current for testing could be taken from mains; a 
three-wire system with inner core negative, middle positive, 
and outer neutral. | 

1. Dead short caused by water getting into old pick hole. 
shorting and earthing all three conductors (lead not bonded 
at Joint boxes). 

2. Earth. cn outside conductor (neutral) only 
bonded at joint boxes). 

3. Short and earth between outer and middle core (Ф and +). 
The above faults refer chiefly to long triple concentric l.c. and 
a. feeder cables. 


(lead not 


+ 


Colonial. 
April 22nd, 1922. 


Representation of Labour on Joint Electricity Authorities. 


Your leading article on this subject in last week's issue is 
very interesting to me. for, as usual, you have again. ably 
demonstrated that vou have, either not the foresight, or the 
wish to state a case for Labour. 

You should be well aware that Whitley Councils are bodies 
which «it and pass pious resolutions, fervently hoping that at 
least some of their resolutions will prove acceptable to some 
of the electricity undertakings in the area. Personally, from 
actual experience, [ am one of the first to agree that Whitley 
Councils have done an amount of good work—chietiy done in 
the first vear of their inception—also I agree that a number 
of the employer representatives have on occasion proved tbem- 
selves to be sympathetically inclined towards Labour, but after 
all. the following instances will prove that Labour is not at 
present satisfied with its share of the "control of industry " :— 
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1. Numbers of electricity undertakings definitely refuse to 
conform to any decision of any Whitley Council. | 

J Cases can be cited of employers’ representatives who, 
while sitting as members of Whitley Councils, refuse to apply 
resolutions of their Council to their own undertakings. | 

3 The only persons that I have any record of as having 
violated. Whitley Council decisions are employers, the members 
a the Trade Unions having always conformed to the decisions 
no matter how unpalatable they have been. 

4. The employés in. the London area have, during the past 
15 months, had reductions in wages averaging over all grades 
nearly 25s. per week. These reductions, chiefly under the 
National Sliding-scale Agreement, were forced upon the trade- 
union side of the National Council by the employers’ side, who 
threatened to put into operation the 124 per cent. reduction 
applied to the engineering trades. Mark this carefully, no 
negotiations, Just an ultimatum from the employers’ side of 
the Council who instructed the trade-union side to choose 
tween. two alternative methods of wage reduction. Yet now 
that these heavy wage reductions have taken place, now that 
we have men employed in power stations who are not earning 
a living wage, When the trade-union side of a Whitley Council 
ask for similar reductions in price per unit to consumers, they 
are told not to interfere in ** managerial functions.” 

Хо, let all electricity undertakings conform to Whitley 
Council decisions, let the employers’ side of the Councils show 
в decided tendeney to study the welfare of the workers who 
produce the profits of the industry—then, and not until then, 
will Labour be content with Whitley Councils. Until that day 
сошез, strikes, lock-outs, and general distrust by the workers 
will predominate. 

Meanwhile, Mr. Editor, the workers will demand that at 
least а small minority of the members on any J.E.A. shall be 

‚ their representatives, watching all proceedings, and where 
necessary In discussion putting forward the view of the 


worker. Unless this policy is agreed to, the Labour Party of , 


the House of Commons will be sadly lacking in its duty if 
it allows the Electricity Supply Bill to pass unchallenged. 
- Worker. 
April НА, 1922. 


Joints Behind Switches. 


. With reference to Mr. Martin J. Coleman's letter in your 
issue of April 14th on the subject of joints behind switches, 
he suggests that switch manufacturers should provide on their 
switches а connection terminal for making a joint in the nega- 
tive wire instead of this being jointed at the back of the 
switch, Which is unsatisfactory. 
We beg to say that we are able to supply, and have sup- 
. pied for а number of years, such an arrangement on our 
tumbler switches. 
W. J. Line, 


Chief of Technical and Design Dept. 
J. H. Tucker & Co., Ltd. 


` 


Binningham, 
April 2Wth, 1922. 


With reference to the letter from Mr. Martin J. Coleman, 
Bullaghadereen, published in the REvikw of 14th inst., we 
would say that we agree with him, and have for some time 

hen using a switch made up as he suggests. If he cares to 
five us his full address we shall be pleased to forward him 
full particulars and prices. 
A. Schamasch. | 
The Expert Electrical Со. 
London, April 2nd, 1922. 


— ee ae а 


In reply to your correspondent, Mr. Martin J. Coleman, in 
*our issue of April 14th, I would suggest as an alternative to 
lant-making on negative wires, which is usually carried out 
In lighting installations wired with twin lead-covered cables, 
to carry the cables from the distribution board to the nearest 
wiling rose, and loop from one rose to another, using 3-plate 
«Шри roses. A twin cable should then be run between each 
"ng rose and the switch base, one wire being looped to the 
ive plate, and the other, the switch wire, being connected to 
ше spare plate. The pendants could then be attached in the 
пча) way between the negative and switch plates at the ceil- 
Inf rose. This method would provide an efficient installation, 
irn which extensions could be carried out quite readily, and 
it the same time eliminate all joints. 

l have carried out many installations by this method, as 


"ell as by the method of jointing behind switch bases, and ` 


in all cases the work has stood for upwards of ten years with- 
"t giving any trouble. 

In Jointing behind switch-bases, however, it is essential 
that the joints should be mechanically sound, and afterwards 
Properly soldered and insulated. | К 

| Horace J. Arthar. 
Wolverhampton. ; 
April nd, 1929, 


Correct Recognition of Pioneer Work. 


‚1 old Brush colleague of the writer's has sent from Los 
ива 95-раде pamphlet describing the development of 
electric power in California. It is full of interesting infor- 


mation, and there are numerous graphs which show at a 
glance the wonderful expansion of electric power developed 
from water, especially for pumping and irrigation. | 

The purpose of this letter, however, is to draw attention 
to a statement made by the editor of The Journal of Elec- 
tricity and Western Industry, which read as follows :— 

'* About a hundred years ago, to be exact, in 1530, there 
lived in this country a young man named Joseph Henry, 
and it was due to Joseph Henry, an American, that the great 
laws of electricity became so known that we could harness our 
water power. A simple experiment will give you some con- 
ception of how the thing works, as the saying goes. You are 
all familiar with what 15 known as а horse-shoe magnet. Well, 
Joseph Henry found that when he took an ordinary wire and 
dashed that wire across the end of a magnet, a current of elec- 
tricity began to flow in that wire. No one knows exactly 
why it does, but that was the thing he found. He was the 
first to discover that law. That is all the thing is, simply a 
wire dashing across in front of a magnet, causing a current 
to go alternately back and forth in the city far away. And, 
by the way, it 1s interesting to note that Henry never got 
the credit for that law. A man over in England by the name of 
Michael Faraday one year later published this law, and in 
late years it has become known as the Faraday-Henry law.” 

There is, of course, some truth in the above, but the at- 
tempt to belittle Faraday is too obvious to be passed over. 
Such crude statements must necessarily create a certain 
amount of annoyance. 

I think it would be a useful thing for the Institutions of 
Electrical Engineers, in this country and U.S.A., and possibly 
other countries, to have committees ef elder men who would 
consider the records of any important achievement. They 
might file for future reference important documents, records 
of tests, and working drawings and sketches, which would 
establish beyond doubt any claims for recognition made һу. 
a pioneer or by the pioneer's descendants. For many years 
the late Dr. Silvanus Thompson did this useful work, but 
there does not seem to be anyone to follow him, and I think 
the time 1з ripe for it to be done by ofticial committees. 

The recent discovery of the early apparatus of the late 
Prof. Hughes is а case in point. Fortunately, Mr. Campbell 
Swinton and the trustees have acted promptly and with 
knowledge and thus saved these otherwise crude bits of ap- 
paratus for posterity to see and wonder at. There are prob- 
ably other such cases. 

In an interesting speech at the Institution of Electrical En- 
gineers’ Commemoration Meeting, Col. К. E. Crompton re- 
ferred in appreciative terms to the inventive work of a former 
partner of his during the pioneer days. The name was quite 
unfamiliar to most of the audience. and yet, according to 
Col. Crompton, he was responsible for many important, but 
small, improvements. 

It often happens that it is the small improvements which 
count most in big developments. ‘Take, for instance, the 
introduction of loose oiling rings for the bearings of dynamos 
in the early nineties. Up to that time pin lubricators had 
been emploved, and the oil had a bad habit of getting on to 
the commutator. It would be interesting to know who 
really was the first to introduce this effective method of lubri- 
cation from an oil bath immediately under the bearing. 


| E. Kilburn Scott. 
London, April 91st, 1922. E ^ 


The Future of Electric Vehicles. 


I notice that I am reported as having stated,-in the dis- 
cussion which followed Mr. R. J. Mitchell's address on '' Elec- 
tric Vehicles," before the Western Centre of the Institution 
of Electrical Engineers, at Swansea, on the 3rd instant, that 
I thought the future of electrics would be largely determined 
by the cost and supply of petrol for the internal-combustion 
engine. | 

My remarks have evidently been wrongly reported, for l 
hold that the advantages of the electric vehicle, in the way 
of economy, reliability, &c., are such that, whatever may be 
the price of petrol, it is bound to be increasingly adopted in 
the sphere of town delivery: and transport work. 

In the discussion, I put forward these views, and at the 
same time referred to statements which have of late appeared 
in technical journals in the U.S.A.,. devoted to automobile 
matters, foreshadowing the likelihood of supplies of petrol 
falling short of the rapidly growing demand. and the prob- 
able concomitant increase in the price of that commodity. 1 
pointed out that, where petrol vehicles were at present used 
for short-distant work in towns and cities, they could, with 
advantage, be replaced by electric vehicles, and that it was 
fortunate, therefore, that we had, in the latter, a means of 
relieving the situation. which might be created by a petrol 
shortage. | T EE 

The electric vehicle is in the main, of course, the com- 
petitor of horse haulage. and only comes into rivalry with 
other power haulage methods when the latter are employed 
in services which come within the scope of the electric. Re- 
sults show conclusively that the latter can perform such work 
more cheaply and with greater reliability. 

F. Ayten. 


Ipswich, April 19th, 1922. 
E 
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“NEW ELECTRICAL DEVICES, FITTINGS, 


EARLE SE Бы сайы AEN HALE. NAP ee aan which will be published 
if considered of sufficient interest, 


The *'' Briarton’’ Washing Machine. 


In view of the small number of such appliances the advent 
of a pew British washing machine is always to be welcomed. 
The number of’ British designs upon the — is almost 
insignificant compared with the host of American washing 
machines. The “ Briarton’’ machine, made by Messrs. 
ARTON & WALTON, 
Manchester, was introduced a few months ago, and the 
makers claim that it is superior to any American washing 
machine, and much more suitabie for the British market. 
The ‘‘ Briarton’’ is of the revolving-cylinder type. The 
cylinder is 20 in. in diameter and 20 in. long, and is made of 
heavy gauge perforated zinc bound by tinned brass edging. 
Motion is imparted to this cylinder by a 3-h.p. motor and 
bevel gears. The wringer, which is driven by a geared shaft, 
has two rubber rollers, each 15 in. long and 2 in. in diameter, 


„э 


' BRIARTON ELECTRIC WASHER. 


quite ample for all ordinary household work. The direction 
of rotation of the rollers is reversible, and the wringer is 
swivelled, and may be turned in a complete circle and locked 
in any position. A reversible drip board is also provided. АП 
fast-running gears are machine cut with helical teeth, and 
run continuously in an oil bath. The wringer driving gear 
is enclosed in grease-proof boxes. The control consists of one 
switch and a lever for each of the two operations—washing 
and wringing. The motor is fitted with ball bearings and 
drives through a friction clutch designed to prevent overload- 
ing. To facilitate washing by providing ready hot water. a 
gas burner is fitted under the outer casing of the tank. The 
machine is compact, it only occupies a space measuring 
2 TIL. I0. 10. by 2 ТЕ; S in. 


Increasing the Carrying Capacity of a Rheostat. 


The following is a method developed at the National Electric 
Light Association. laboratories, Cleveland, Ohio, for increasing 
the current-carrying capacity of a rheostat. Referring to 
the diagram (fig. 2), it will be seen that the ordinary sliding 
rheostat is employed. The free end of the resistance R is, 
however, brought out to a binding post E, and from this 
binding post is a connection, with an interrupting switch К, 
to a point near to the other terminal of the resistance A. A 
second sliding contact D is also introduced. In operation the 
ordinary procedure is adopted, with the switch K open, the 
current entering at A passing through m, the slide c, and 


B C D 


Fig. 0©.—М=тнор o: ; teenies THE CARRYING CAPACITY OF A 
RHEOSTAT. 
out at B. To increase the current, slide c is moved towards A 


until if has passed over three-fourths of the distance frcm 
E to A. To obtain a larger current, both slides are moved to 
the centre of the resistance, and the switch K is closed. The 
resistance will be about the same as it was with one slide and 
one-fourth of the resistance in use. The current will be 
divided at a, half of it entering at E and passing out at D, the 
other half enteri“ ` аё А and passing out.at с. To further in- 


Ітр., Thomas Street, Cheetham Hill, 


crease the current, slide c is moved towards A, or D towards 
Е, or the two slides are separated. It is stated that two of 
these are in use at the laboratories, and it is often convenient 
to control a current of 50 or 60 A with a rheostat originally 
constructed to carry 30 A.—Journal of the Franklin Institute. 
Abstract. 


* Delas’ Air Extractors. 


IN our issue of October 218, 192] (p. 551), we described the 
principles and construction of ' " Delas? steam-jet alr extrac- 
tors manufactured in this country bv Messrs. COLE, MARCHENT 
AND Moruey, Lrp., of Bradford. We are now able to illustrate 
un actual installation of these extractors. The three shown 
in fig. 3 are employed in conjunction with one of a pair of jet 
condensers supplied by Messrs. Cole, Marchent &  Morle:. 

Ltd., to the British Thomson-Houston Co., Ltd., for installa- 
tion at the Llanbradach (Cardiff). Collieries. Each conden-cr 
is able to deal with 32,000 lb. of steam per hour, while main- 
taining a vacuum of 274 in. with cooling water at a tempera- 

ture of 75 deg. F. The air extractors are capable of extracting 
170 lb. of air per hour. The injection water extraction pump 
is of the centrifugal type, having a discharge diameter of 
l6 in. and a speed of 720 r.p.m. The pump has а capacity 
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Fic. 3.—ЈЕТ CONDENSER FITIED WITH '" DELAS " AIR 
EXTRACTORS. 


of 995,000 gal. per hour and requires 113 h.p. to drive it. 
The condenser is of the low-level nozzle type, in which the 
steam passes at high velocity through a series of water 
jets from specially-designed nozzles, the mixture  passin: 
through a converging cone to the bottom of the condenser. 
from which it is withdrawn by the extraction pump. The air 
and vapour, rising to the outlet, are ex xtracted from the coolest 
р, of the condenser. A vacuum- breaking valve is fitted; this 

nsures safety in working, and operates by admission of high- 
Vite steam to the back of the valve, the admission of steam 
being controlled by a float. A special feature of the plant 15 
that the valves and pipework are so arranged that any com- 
bination of jets can be used or either jet сап be complete!’ 
isolated. The principal irse te of the condenser are’ 
height to top of condenser shell, 12.5 ft.; height to turbine 
exhaust outlet, 17.5 ft.; and exte cud) diameter of condenser 
shell, 7 ft. 

An Electric Motor Bicycle. 


: WO vears ago at a motor-eycle exhibition held in Italy, Signor 
Giordani exhibited an electric motor bicycle which attracted 
considerable attention. The machine was, however, not then 
in a practicable stage; it has since been improved, and has 
lately been put on the market by the Orricina Meccanica ELET- 
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mica OME, of 8, Via della Signora, Milan. While closely 
resembling an ordinary petrol motor-cycle, a d.c. electric motor 
rated at 4 h.p. is mounted in the position usually occupied by 
the engine. The spindle of the motor, which runs on ball 
bearings, is provided with a two-speed gear and drives the 
rear Wheel through a chain, the ratio of the two chain wheels 
ing 1 to 8. 
is energy is supplied by a battery of Tudor accumulators 
carried in spring-suspended aluminium cases at the side of the 
rear wheel, fig. 4. A hand-opearted brake acts on the front 


Fig. 4.—AN Etectric Motor BICYCLE. 


wheel rim, while there is also a brake on the rear wheel, con- 
trolled both by hand and foot, this being so coupled up to tho 
controller that when applied the power is switched off. —— 

The makers do not claim that the new machine, which 
weighs 198 lb., will compete with motor-cycles of the touring 
type; on the other hand, they assert that it will meet the 
requirements of doctors and other professional men who in 
these days cannot afford to run a motor-car and who do not 
desire to ride a pedal bicycle. It is stated that the machine 
can run a distance or of about 60 miles on a single charge, thus 
enabling the owner to cover more than his usual daily distance 
at speeds ranging from 6 to 16 miles per hour. The makers 
also claim that the cost of running the machine is much lower 
than that of a petrol motor-cycle. 


THE ENGINEERING LOCK-OUT. 


Since our last issue appeared meetings have been held at 
which the Executives of the Unions other than the A.E.U., 
considered a communication from the Engineering Employers’ 
Federation, but they could not accept the latter's conditions 
asa basis for the resumption of negotiations. It seems that the 
lock-out notices regarding the members of these unions will 
not take effect until next Tuesday, so there is yet time for 
the situation to undergo a favourable change, though there 
are few indications in that direction. | 

We quote the following review of the situation as it stood 
at the beginning of the week, from The Times, the writer 
ges! the '" Labour Correspondent ”' of that paper :— 

“The point on which negotiations have broken down 1s 
concerned with the application of the conditionally accepted 
Principle that the trade unions shall not interfere with the 
right of the employers to exercise managerial functions in 


the shops, and the Federation shall not interfere with the’ 


proper functions of the trade unions. ‘The employers have 
conceded that when material changes in working conditions 
are to be introduced the workpeople directly concerned or 
their representatives in the shop shall be given, if practicable, 
not less than 10 days’ notice of the change and afforded an 
opportunity for discussion. This’ is qualified, however, by 
insistence that the management shall, in the first instance, 
be entitled to determine what changes in recognised working 
conditions may be described as material changes. The unions 
claim that any such decision should be come to jointly, and 
not by either side without reference to the other. 

"Both sides regard the matter as of first importance, and the 
unions' negotiating committee throughout the prolonged dis- 
cussion of the past fortnight have pressed the demand that 
the principle of mutuality should be accepted. The employers, 
owever, take the view that, unless determination rests with 
them. the exercise of managerial functions in such a way as 
their responsibilities to the industry render necessary,’ 
would be impossible in practice, and they submit that ample 
safeguards have been offered to secure that no hardship would 
result to the workpeople involved. No formula has been 
found which would enable the parties to come to terms on 
the cuestion. and the issue apparently is to be fought out in 
the field of industrial strife.” | 

Оп the same day (April 24th) The Times published a brief 
leader in the course of which it gave expression to the follow- 
Ing opinions. which, our readers hardly need to be informed, 
are those held by ourselves :— i 


'' Common sense, and, we might add, common patriotism, 
demand from the engineering employers and workmen alike 
a more accommodating spirit than has been shown in the 
recent negotiations. We have never believed in the doctrine 
that these great industrial upheavals are inevitable. On the- 
contrary, we are prepared to trust to the instinctive goad 
will of the two partners in the industrial corporation on which 
our national prosperity 1s based. We fear that in the present 
dispute men of an extreme way of thinking have dominated 
the negotiations, possibly on both sides. The ration 1s to-day 
more than ever suspicious of extreme opinions, and it will 
not tolerate the fatalistic view which burdens 1t with avoidable 
losses. It demands a sound and sensible adjustment of in- 
dustrial differences, and will applaud those, from whatever 
quarter they may be drawn, who by the exercise of wise 
moderation can rescue two of its greutest industries from à 
plight to which they should never have been reduced.” 

An official statement was issued by the Employers' Federa- 
fion, containing particulars of the procedure proposed bw 
it for the avoidance of disputes. The “ Special Provisions 
re Material Changes in Recognised Working Conditions,” 
will be found in full in The Times (April 24th), as wiil 
also statements issued by the Unions, which led to a con- 
tinuance of the dead-lock. 

According to The Times Labour Correspondent (April 25th) 
if there is not definite agreement within the week the fight 
inust go on. | 

Не that reduced 


negotiations have 


SAYS the issue 
to a point: which could scarcely be further fined 
down. The controversy about overtime has  receded 
into the background, and the matter now in dispute 
is concerned with the right of employers to determine 


what is and what is not a material change in recognised work- 
ing conditions in their establishments. It will be necessary to 
recognise that in the end the real fight which the employers are 
waging is with the Amalgamated Engineering Union rather 
than with the associated unions. Unless terms are arranged 
with the skilled engineers, work for the semi-skilled and un- 
skilled men in the shops would in any case steadily diminish. 

On Tuesday the lock-out notices affecting the members of 
unions other than the A.E.U. were posted in federated shops. 
It is stated that some 3,000 firms throughout the Kingdom 
are affiliated to the Federation.. The Times on Wednesday 
printed a letter that had been sent by the Engineering Fer- 
eration to the A.E.U., and the Secretary of the Negotiating 
Committee of the other unions, stating that the Minister of 
Labour was being pressed by certain unions to institute a 
Court of Inquiry under Part II of the Industrial Courts Act, 
1919. If such a court were set up the employers would take 
part in the proceedings, and see that their case was fully 
brought forward. The employers intimate their willingness 
to resume the discussion on the questions at issue on the 
acceptance of the procedure contained in their memorandum. 
printed in Monday's Times, respecting changes in recognised 
working conditions, but in the event of a Court of Inquiry 


‚ being set up, the employers will feel that they are no longer 


bound by the terms of any proposals which have been made 
bv them or on their behalf since the commencement of negoti- 
ations. They state that the difficulty which they face at, 
the moment is one in which political issues have been the 
motive and in which outside, and even international, policy 
has been the real cause of the present unfortunate state of - 
affairs. qu 
The employers’ committee may find it necessary, айп 
early date, to consider whether. in the interests of the with- 
people, the employers, and the industry, it would not Бе 
to intimate generally that for workpeople who are prephitéd 
to enter into individual agreement with the employers) on 
the questions at issue, employment will be available. ‚хэл 
On the men's side it was proposed to ask the Parliamentarv 
Labour Party to put a private notice question in the "Hi 
of Commons on Thursday, with respect to the Government 
instituting a Court of Inquiry. M T4 
E dml 28 
o 4'104dob. по 


YAM .V Al 
Cancer Research.—lLord Atholstan, the уйны P v 
learns, has written to the Imperial Cancer Reaktie Punt 


from Ottawa, informing the committee that/he‘Hae(dectded 
to give the £20,000 which he offered early iin} Febritsryo for 
cancer research work to the fund. Lord Athélstuh "ds tatsh 
offered £20,000 for a medicinal cure for canéer Ье: hext 
five years. Sir William Church, Chairman? ofthe Mund vas 
a former President of the Royal College of PhVeieiang. "There 
is a further offer of £10,000 by Sir Willis Veno, ar Arah 
chester, for an effective non-surgical cancer! tuve: z i 
LUSS Ga 91 .10J2f11€ 
Corrosion of Condenser Tubes.—,\ ;:secomd,jand, reyised 
edition has just been issued by the Corrgsion, Raseargh К 
mittee, 36, Victoria Street, S.W. Ls t, dl pay ERU e Ше 
‘* Notes on the Corrosion and Ргобес ái Candausety Pebes 
The document, which is published 6125.89. postifrep..dg. int 
tended to be of service to manufacturers of, tubes andi done 
densing plant and to the engineers; үрә раз! thema; А19 of 
an essentially practical character, and ук e ther resudgasos 
ten years’ research. The first editioni ofi, 1,00Q;cppies|[wials| iex 
hausted within a week of publi¢ation,...he, aew,edition igand 
tains much valuable additional matter. 
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BUSINESS NOTES. 


Bankruptcy Proceedings.—EUGENE Cookson, trading as W. 
Turnbull æ Co., at the I.xpress Magneto Repair W orks, as an 
automobile, electrical and mechanical engineer.—At Black pool 
Bankruptey Court, on April 24st, bankrupt attended for his 
examination. His gross habilities were stated to be £932, and 
there was а deficiency of £630. Debtor attributed his failure 
to-expenses incurred in renovating business premises, pressure 
by creditors, and money paid for vacant possession of pre- 
mises. ‘The Official Receiver said debtor Шей his petition 
owing to execution having been levied upon his effects. On 
demobilisation from the Army, he worked for a firm of elec- 
triclans for three or four months, and in May, 1919, started 
on his own account. Пе then had £30 or £40 as his Army 
gratuity. He bad three removals from premises, and at the 
time of the last one he had practically no capital, but he 
borrowed £375 from his friends, £50 of which had since been 
repaid. For the six months ending September, 1921, he made 
a profit of £25. He first became aware of his insolvency in 
March this vear. The examination was adjourned. 

ANEURIN Tupor WILLIAMS and WirriAM JOHN BEVAN, trad- 
ing as an electrical and general engineering company at 49, 
Commercial Street, Aberdare.—This public examination took 
place at the Aberdare Bankruptcy Court on April 21st. The 
liabilities were returned at £1,708, and there was a deficiency 
of £1,272. Debtors stated that they started business in part- 
nership in December, 1919, with £100 capital, contributed in 
equal shares. For the first few months the business went on 
all right, but the moulders' strike in 1920 caused much difh- 
culty in obtaining materials, and involved them in loss of 
work. The coal stoppages of October, 1920, and April, 1921, 
also affected them,and, later, prices had to be eut considerably 
in order to meet. keen competition. 1n August, 1921, they 
became aware of their insolvency, but they continued to trade 
and contract fresh debts in the hope that matters would im- 
prove. At this period they were asked by the bank manager 
to submit a statement showing precisely their position. In 
that statement they indicated that they. expected to receive 
£1,212. This represented the total value of contracts plus 
their. profits. They did not explain this to the bank, because 
thev thought the statement would be understood in that way. 
They denied, when closely questioned, that they had any in- 
tention to mislead. The examination was adjourned to enable 
debtors to amend their deficiency account. 

JOHN WALKER, Importer and manufacturer of medical elec- 
trical appliances, 9, ‘Thistle Street, Glasgow, carrying on 
business from time to time as John Walker, as John Walker 
and Co., as Walker & Co., and as Walker & Nicholson at 
Glasgow. —Under this sequestration bankrupt’s examination 
took place at the Summary Court, Glasgow, on April 18th. 
Creditors were to meet in the Chambers of Messrs. David 
Spalding & Muir, chartered accountants, 190, West George 
Street, Glasgow, on Tuesday, April 25th. Mr. Hugh Muir is 
trustee of the estate. 

WILLIAM JOHN Dicken, trading as W. Dicken & Son, 2, 
Upper High Street, Bargoed, Glamorgan, electrical engineer. 
—The first meeting of the creditors was held on April 13th at 
34, Park Place, Carditf, Debtor attributed his failure to heavy 
expenses, depression in trade, and slump in prices. It 
appeared that he started at his present premises with about 
£550 free capital, his savings, in October, 1920. He did not 
think that the business had ever paid. © The statement of 
affairs showed a deficiency cof £180. Fhe matter was left 
with the Official Receiver as trustee of the estate. 

CHARLES FREDERICK Nason, 93, Butt Road, Colchester, 
Essex, electrician. —The following are creditors :— ` 

£ 


Draulik, J. ior Ss ba s5 ids 30 Hands, R. B., & Co. na .. 10 
Williams & Со... ns 20 J. & К. Electric Lamp Co. ... 20 
Jeary Electrical Сө. ЕЎ Ae 13 

В. Т. Morrison, electrical engineering contractor, late of 
82, Lumb Lane, Bradford. —Receiving order made April 22nd 
on debtor’s own petition. 

R. V. Maynxer, electrical engineer, late of Narrow and 
Wentworth Streets, Peterborough.—Receiving order made 
April 90th on debtor’s own petition. | 

H. роке (Accessories Supply Co.), factor in electrical 
accessories, 56, Hardman Street, Deansgate, Manchester.— 
Last day for proofs for dividend May 10th. Trustee: Mr. J. 
G. Gibson, Official Receiver, Byron Street, Manchester. 

JESSE FREDERICK LupLow and Ковект REbvERS LUDLOW, 
trading as Ludlow Bros., 196, Church Road, Redfield, Bristol, 
electrical contractors.-—The first meeting of creditors was held 
recently at the Official Receiver’s Offices, 26, Baldwin Street, 
Bristol. The statement of affairs showed Vr of £307, 
against assets of £53, or a deficiency of £254. Debtors attri- 
buted their failure to want of capital, bad dade and depre- 
ciation of stock. It apneared that J. F. Ludlow started busi- 
ness as a jobbing electrician, and in October, 1919, was Joined 
by his brother. Thev failed to make the business a success, 
and became aware of their position last March. The matter 
was left in the hands of the Official Receiver as trustee of the 
estate. The public examination was held trecently at the 
Guildhall, Bristol. J. F. Ludlow stated that he and his 
brother started business as electrical contractors with a joint 


capital of £15, but he afterwards put an additional £35 into 
the business. After further questions the examination was 
adjourned. 

FREDERICK CHARLES Goss, 64, Gloucester Road, Bishopston., 
Bristol, electrical engineer.—The publie examination of this 
debtor was held on April 21st at the Guildhall, Bristol. ‘the 
statement of affairs showed gross liabilities of £1,307, of which 
£1291 was expected to rank for dividend, and there was a 
dehaeney of £1,022. Debtor stated that in May, 1919, he 
started in business as an electrical engineer in partnership 
with a relative. ‘The partnership capital of £50 was provided 
by debtor. In October, 1919, the partnership was dissolved, 
and debtor continued. on his own account. He denied that 
he took contracts at cut prices, and said that his prices 
were the market prices ruling at the time. During the last 
12 months the slump in the electricity trade had been enor- 
mous. After further questions the examination was ad- 
Journed. 


Company Liquidations.—Exyquem Sparkina Puiucs, Lrp.— 
Winding up voluntarily. Liquidator: Mr. H. Franklin, i, 
Garrard Street, W. Meeting, April 28th. Particulars of claims 
to the liquidator by May 17 

Maxim Lame Works, Lrp.—First meetings, creditors and 
contributories, May 3rd, at Carey Street, W.C 

THE В.Е. Co. (oF Lobo AND BIRMINGHAM), LTD., 5, 
Upper Thames Street, London, E.C., and’ at Binninghamn, 
Wholesale manufacturing electricians.—A meeting of the 
creditors was held on April 2th at the Cannon Street Hotel, 
London, E.C., when the representative of the General Acces 
sories Co., the principal trade creditors, was elected to the 
chair. Mr, Frederick Roland, C.A., of 70, Queen Victona 
Street, E.C., stated that the usual resolution for voluntin 
liquidation had been passed, and he had been appointed as 
the liquidator. He proceeded to read figures, from which it 
appeared that the liabilities totalled £9.959, made up as fui- 
lows :—Trade creditors, £7,240; cash creditors, £2,204; and 
unsecured balance due to bank, £425. The assets were esti- 
mated to realise £7,400, from which had to be deducted £310 
for preferential claims, leaving net assets of £7,090. The 
assets consisted of cash in hand, £17; stocks, £2,804, estimated 
to realise £2,500; office furniture and fittings, £1340, ex- 
pected to produce £500; book debts, 23,941, valued а 
£2,500; lease of London premises, £2; and unpaid calls, 
£l, s50. The company had two branches in Birmingham—a 
sales depot and an assembling and manufacturing shop. ‘The 
Birmingham premises were valued in the books at £3.351, but 
they were charged to the bank to secure £2,425. The pre- 
mises might not realise suficient to discharge the bank: 
claim, and they had been included as unsecured creditors for 
£425. The company invested £2,000 in a subsidiary company 
called the B.E. Manufacturing Co. ‘That company had а 
nominal capital of £6,000, and manufactured articles for the 
parent company to sel. At the moment no value had been 
placed upon these shares. The B.E. Co. (London and Bir- 
minghamn). Ltd.. was registered as a private company on 
June Jnd, 1916, with a nominal capital of £2,000, and it 
acquired for £1, 000 the stock and fixtures of a business pre- 
viously carried ор by Mr. Fauke in London and Birmingha. 
The £1,000 was paid by the issue of shares, and there were 
two signatories to the articles of asscelation. Subsequently 
shares to the value of £998 were taken up for cash. In Janu- 
агу, 1919, the capital was increased to £10,000, and shares te 
the face value of £4,000 were subscribed for. — Finally, the 
whole of the capital was issued, and the company seemed to 
have received £9,000 for shares. On November 15th, 19%. 
the capital was increased to £20,000 by the creation of 10,000 
cumulative preference shares of £1 each, bearing interest at 
the rate of 8 per cent., free of income tax. A number of 
those preference shares had also been issued for cash. Dur- 
ing the year to June, 1917, the company made a net protit of 
£308, and a dividend of 10 per cent. was declared. — The 
following year the profit rose to £1,062, and there was a divi- 
dend paid of 15 per cent. During the year to June, 1919, the 
profit dropped to £475, but there was a dividend declared at 
the rate of 15 per cent. Since the inception of the company 
the total amount paid in directors’ fees was only £21. The 
period to June, 1920, was the most successful in the history 
of the company, the net profit being £2.412. That amount. 
however, was not available for dividend owing to the liability 
for E.P.D., which, however, was never paid owing to the 
subsequent losses. The troubles of the company began about 
that time. There was some difficulty with regard to the output. 
and the factory was purchased in Birmingham. During the 
vear to June, 1921, there was a loss of over £4.000 on the 
Birmingham factory, and the trading of the company gener- 
ally for that year showed a loss of £7,000. The present pos- 
tion of the company was due to the loss at Birmingham, and 
the slump in trade. The company was only a small one, and 
when it met with misfortune it had no reserves to fall back 
upon. 

In answer to a question, the liquidator said he did not think 
there was any prospect of a reconstruction scheme being 
brought forward. 
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On the motion of the Chairman, a resolution was passed 
eontirining the voluntary liquidation of the company, with 
Wr. Roland as liquidator, and а committee of five of the 
principal creditors was also appointed. 

SoLECTRIC Co., Lrp.—Winding up voluntarily. Liquidator, 
Мг. F. N. Clarke, 4, Pavilion Buildings, Brighton. Meeting 
of creditors, April 28th. | 
STAR ELECTRICAL ENGINEERING & MANUFACTURING Co., LTD.— 
Winding up voluntarily. Liquidator, Mr. W. R. Boyd, 67, 
(Jeethorpe Road, Grimsby. Meeting of creditors, May 12th, 
at the Royal Hotel, Grimsby. Particulars of claims to be 
wnt to the liquidator by July Ist. 

GEORGE ENGLAND, Lrp.—Winding up voluntarily. Liquida- 
tor, Mr. W. Boniface, 10, Serjeants’ [nn, W.C. Meeting of 
creditors, May 3rd, at Anderton's Hotel, Fleet Street, E.C. 
Particulars of claims to be sent to the liquidators by May 
ord. 
ECLIPSE CARBORUNDUS < Enectrite Co., Ltp.—Winding up 
voluntarily. Liquidator, Mr. G. Lord, 62, New Broad 
Street, E.C. Meeting of creditors, Mav 5th, at the office of 
the liquidator, to whom particulars of claims should be sent 
forthwith. 


Dissolution of Partnership.—Bissy & — MOTTERSHPAD, 
rumbers and electricians, 40, Park (Green, Macclestield.— 
Messrs. Bibby & Mottershead have dissolved partnership. 
[ев will be attended to by Mr. Bibby. 


Private Arrangement.—Srencer JOHN TUCKER, trading as 
[ucker & Bateson, wholesale electrical suppliers, 55, Berners 
Street, London, W.—In response to a circular letter issued by 
Mr. T. L. Summers, accountant, of 64, Victoria Street, S.W., 
ameeting of the creditors of the above was held recently at 
Winchester House, E.C. The statement of affairs presented 
showed liabilities of £1,108, of which £566 was due to the 
tale, and £242 to eash creditors. After allowing £29 for 
preterential claims, the assets were estimated to realise £133. 
It was stated that the debtor commenced the business in 1919 
with а capital of £40, but he had since borrowed fromm rela- 
tives, who Were now creditors to the extent of £377, but one 
held securities valued at £135. ‘The business had been carried 
op at а loss, and the present position was due to that fact. A 
deed of assignment had already been executed owing to press- 
nz creditors. It was stated that 1f the deed was accepted by 


the creditors the cash claims would be withdrawn. A resolu- 
ton was passed confirming the deed already executed. The 
idowmg are creditors :— 
| £ 

Ке Commerciale de — l'Ap- Electric. Heating Co. Т «u^ 20 
pareillage Gardy, Paris . 156 Heath, Samuel, & Co., Ltd. wd 
Kersons Mfg, Co., Ltd. ... .. 97 Aerogen & Co., Ltd. ses .. 20 
Dives, Kent & Stewart, Ltd. ... 70 Langley & Sons, Ltd... .. 220 
j]eph, C. ... Р а 7 67 Bovton, Charles, & Co., Ltd. ... 16 
Kent, William s T .. 61 Campart, €. ... "E Lg .. 10 
Tisnshends, Ltd. ... see we 54 Leach, 5. G., & Co., Ltd. .4, 10 
Teker & Edgar... У e. $8 Marshall Electric. Co. ... e) H 
Pik, Stadelmann & Co. — ... 25 Creditors under £10 118 
Janson & Jorgenson xus e. 24 


Sequestration.—The estates of J. L. Brown & Co., elec- 
tial engineers, 920, Pollokshaws Road, Glasgow, and J. L. 
баюу, the only partner of the firm, were sequestrated 
by the Sheriff of Lanarkshire at Glasgow on April 21st. Meet- 
nz to elect trustee and commissioners May 5th, at the Faculty 
Hall, St. George's Place, Glasgow. A composition may be 
Hered at the meeting. 


Trade Announcements.— Mr. H. C. Torrenp, A.M.I.E.E.. 
his resigned his position as managing director of Totield and 
Кооп, Ltd., electrical engineers, Birmingham, and has 
ciumenced business on his own account at Temple Passage, 
temple Street. Birmingham. He has been appointed sole 
azent for "' Delco "' electric lighting and pumping plants for 
the County of Warwickshire. 

We learn that the business of Messrs. Semco, LTD., of 
Shoreditch (in. liquidation), has been acquired by the Eastern 
Amature Winding Co. In addition to its operations at its 
esting establishment at Shadwell, this company will carry 
on business at 19-20, High Street, Shoreditch, and 53, Cotton 
Nreet, Poplar. 

Мк. С. G. DUNSTER announces that in future he will carry 
on alone the business of Dunster & Bacon, electrical engi- 
teers, of 19, North Holmes Road, Canterbury. 

Messks. Horace GREEN & Co., motor and dynamo manu- 
faturers, have opened an office at Amberley House, Norfolk 
Nret. London, W.C.2, to deal with home and export 
business. : 

Mg. F. T. Hewson, A. M.EE.E.. having severed his connec- 
ton as superintending engineer with Messrs. Drake & Gor- 
ham. Ltd., has now started business, in partnership with 
Mr. H. V. Lown, under the title of Hewson & Iown, as elec- 
trical and general engineers, at 22, Noel Street, Oxford Street, 
london, W.1, The firm desires to receive copies of catalogues. 

In addition to manufacturing electrical machinery and 
"les, the A.C.E.C., of 56. Victoria Street, S.W., specialise 
m the production of moulded insulating materials for switch 
handles and bases, brush spindles, terminal covers and bases, 
аге shields, &c. The company has recently built an entirely 
new factory for the mass production of such parts. We have 

ore us а sample of the material in the form of an 
ash or pin tray. 

On Monday next the London offices and stores of Messrs. 
^. Н. Tucker & Co., Lro., of Birmingham. will be removed 


~ 


from Shaftesbury Avenue to 101, Dean Street, W.1. Tele- 
phone number unaltered. The new premises have greatly in- 
creased stock accommodation, and they will also provide 
showrooms where Tucker manufactures (accessories, -ironclad 
gear and switchgear) will be displayed and demonstrated.: 


Catalogues and Lists.—THe MirRLEES Watson Co., LTD., 
Scotland Street, Glasgow.—A well-produced booklet illus- 
trating and describing various patterns of central condenser 
ejector air pumps. 

Messrs. Srorr Bros., 134, Deansgate, Manchester.—An 
illustrated catalogue dealing with high-speed wire-covering 
machines suitable for covering fine conguctors. . 

Messrs. E. P. ALLAM & Co., 107-109, Gray’s Inn Road, 
eres stock list of Ч.с. motors ranging from 1 to 

1.p. 

Rorax (Motor Accessories), Lro., Willesden Junction, 
N.W.10.—An illustrated catalogue giving details of Newton's 
d.c. motors and generators. 

THE JEARY ELECTRICAL. Co., Lmrb., 8, Lambeth Hill, Queen 
Victoria Street, E.C.4.—A coloured showcard illustrating the 
difference between house-cleaning by old-fashioned methods 
and by the “© Jeary "" electric suction cleaner. 

THE GENERAL ELEcTRIC Co., Lro., Magnet House, Kingsway, 
W.C.2. Bulletin No. 15, ‘Street Lighting by Gasfilled 
Lamps."—This publication contains numerous illustrations of 
the application. of various types of G.E.C. lanterns, &e., to 
the lighting of streets, railway stations, &c. Several examples 
of lanterns are illustrated and fully described, and a great 
amount of illumination data, including  polar* curves, is also 
included. — Installation. Leatlet, No. P2,746,. giving particu- 
lars of stonework cubicle switchgear installed at Southport. 
(Illustrated.) 

ELectric Components, Winchester House, Birmingham.— 
A price list of conduit fittings of all types, including elbows, 
tees, boxes, couplings, &c. 

SIMPLEX Coxbpurrs, Lrp., Garrison Lane, Birmingham.— 
List Хо, H0, giving particulars, illustrations, and prices of 
" Simplex " multiple switchboxes, interlocking switch-plugs, 
watertight switches, and ironclad cut-outs. 

Messrs, A. О. Wetts & Co., 102-104, Midland Road, St. 
Pancras, N.W.1.—An_ illustrated leaflet describing an oil 
and water separator and waste-oil filter. 

Messrs. Gykn, Hint & Gyer, 661-603, Harrow Road, Willes- 
den, N.W.10.—April price list of Government surplus stores of 
all kinds. 

THE BRITISH AUTOMATIC TELEPHONE INSTALLATION Co., LTD., 
82, Victoria Street, S.W.1. A booklet (76 pp.) containing 
illustrations of the company's apparatus, including wall sets, 
desk sets, switchboards, indicators, &c. 


Catalogues Wanted.—The Artic ЁГЕ AND ELECTRICAL 
MANUFACTURING Co., Isp., of 66, South John Street, Liver- 
pool, wishes to receive catalogues and prices of British-made 
electrical apparatus for household purposes. 


For Sale.—B» direction of the Disposal Board, Mr. Gi D. 
Philips will sell by auction on Мау 8th, 12th, 16һ and 
l'th, at Swindon, Newbury, and Didcot, plant, machinery, 
locomotives, rollmg stock, machine tools, electrical plant, 
cable, and fittings, &c. 

Bv direction of the Disposal Board. Messrs. Oliver, Apple- 
ton & Kitchen will sell by auction, at the Central Stores Depot 
No. 85, Barnbow, near Leeds, on May 16th and following days, 
engines, boiler, machine tools, electric motors and equipment, 
fans, transformers, generating sete, &c. 

Sale U.D.C. Electricity Department has for disposal a 
quantity of surplus d.c. generating plant. (See our advertise- 
ment pages to-day.) 


Australian Metal Export Restrictions.—According to a 
Melbourne newspaper, the Commonwealth Gazette in Feb- 
ruary contained a proclamation renewing the, restriction on 
the export of certain minerals. It is stated that although in 
a number of quarters there has been an agitation for the re- 
moval of these restrictions, the Federal Government has 
thought fit to renew them. The Governinent is desirous that 
a check shall be kept on the export of metals, alloys and 
minerals from the country, in order that there shall be no 
possibility of German combines practically securing control of 
the Australian base metals industry, as was the case before 
the war. Unless there are suspicious circumstances, it is 
explained, the Minister's consent is never refused. 


Stoker Contracts.—Among the more | important. orders 
recently received by the UN.ERFEED STOKER Co., LTD., are 
those for travelling grate-stokers for the Eastbourne, Maryle- 
bone, Wolverhampton, Stafford, Liége, and Cossipore (India) 
electricity undertakings, — = 


Economic Conditions in Sweden.—The Swedish Board of 
Trade, in collaboration with economic experts, has for some 
time published a quarterly review of the economic conditions 
in Sweden. As this review. contains information which would 
not otherwise be available to interested parties abroad. 1 has 
been decided to publish an abridged edition in English. We 
have received а copy of the first issue, which covers the first 
two months of the current year. Copies are obtainable at the 
office of the Swedish Consulate-General in London, at 2329. 
High Holborn, W.C.1. 
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Manufacture of Electric Globes in Australia.—According 
to а Sydney newspaper, it was announced in February that 
1.200 men were required by a Sydney factory for the making 
of electric lamps and globes. It appears that a company had 
almost completed a very large factory at Alexandria for the 
manufacture of electrical appliances, principally electric lamps 
and globes, including drawings and filaments. It was stated 
that the Labour Exchange could only engage those who had 
had previous experience. If the experienced labour could not 
be obtained localiv, it might be necessary to arrange for ex- 
perienced workers "to be brought from England. The com- 
pany, however, desired to give preference to those already in 
Australia, and those engaged first were to be utilised to a 
great extent in training Australians for this industry. 


New Australian Company.—According to a Sydney news- 
paper, there has recently been registered in Australia a 
company entitled Rapid Electric Water-Heater and Steriliser 
Co., Ltd., with a nominal capital of £15,000 in £1 shares. The 
company purposes to acquire any patents or copyrights, &c., 
and to turn same to account. The first directors are W. 
Stubbs, F. E. Boyden, and W. Plant. 


Book Notices.—‘‘ Bulletin No. 2, 1921," of the Faculty of 
Applied Science and Engineering School of Engineering Re- 
search, University of Toronto, Section No. 4, ‘* Papers on 
Current Transformers,” by H. W. Price and C. Kent Duff. 
Toronto: University Press.— The papers cover certain matters 
regarding ratio and phase-angle errors of current transformers. 
Copies may be obtained gratis from Prof. H. W. Price, Elec- 
trical Building, University of Toronto. 

Journal of the American Institute of Electrieal Engineers. 
Vol. XLI. No. 4, April, 1922. New York: The Institute. 
Price $1. 

“ Electricity," by S. G. Starling. Pp. viiit245; 127 figs. 
London : Longmans, Green & Co. Price 105. 6d. net. 

‘Engineering Abstracts." New series. No. ll, April, 
1922. Published by the Institution of Civil Engineers, Great 
George Street, S. W. 

“Тһе Henley Telegraph," March, 1922 (quarterly). Lon- 
don: W. T. Henley's Telegraph Works Co., Ltd. Price 6d. 
net.—Many sketches, poems, and stories of undoubted 
literary merit appear in this number. In a list of the firm's 
recent contracts we note one for the supply of 33,000-V cable 
to Manchester. The record of social activities is also of 
interest. 


Unemployment.—The total number of registered unem- 
ployed on April 10th was 1,718,400, a reduction of 24,117 in 
the week. The number of workers on short time also de- 
creased by about 5.000, — Relief schemes were reported, on 
April Sth, to have absorbed 135,513 persons. 

During the week ended April. Т an increase of 12,110 
occurred in the totat number of unemployed, but the number 
on short-time diminished. 


Suggestions for the Rio Exhibition.—} or the guidance 
of British manufacturers who, while unable to send. saruples 
of their goods, are desirous of being represented at the Cen- 
tenary Exhibition at Rio de Janeiro, the Department of Over- 

seas Trade arranged, last week, an exhibition of a number of 
advertising devices. Amongst these were displayed photo- 
graphic transparencies in natural colours, illustrating jewel- 
lerv. chinaware, gowns. &c., arranged in stands electrically 
lighted. — Lu-Pat. Propcctions, of Birmingham, exhibited 
two verv effective devices for the display of advertisements or 
small objects. One of these was a partitioned cabinet, the 
front of which was covered in with platinum-lacquered glass 
forming a mirror when unilluminated. In the cabinet were 
placed models and electric lamps, and when the latter were 
switched on the models were rendered visible througn the 
glass front. An ingenious automatic alternating switching de- 
Vice was used in conjunction with this. The other exhibit 
consisted of a box with back and front open, and with a clear 
glass plate arranged diagonally from the back to the front. 
In the roof of the box was a translucent advertising design 
behind which was an electric lamp. When the lamp was 
switched on a reflection appeared on the glass plate. The 
“mystery ” of the device сап be heightened by allowing 
ribbons wafted bs а fan to pass * through ” tbe reflection. 
Messrs. W. Н. Juss, LTD. displayed an mgenious mode! 
electric railway, upon which a small locomotive operating at 
8 volts was running. This little engine was capable of pulling 
а load of 30 lb. "The third-rail system was employed. The 
suggestion made in. connection. with this device is that firms’ 
names could appear on the side of the trucks and also that 
small samples could be loaded into them. Mr. Charles led- 
widge showed a model raised map with boats, propelled by 
mechanical meuns, proceeding over " trade routes." Other 
exhibits were an * Oxford "" portable kinema projector. (which 
was demonstrated), several illuminated signs, and an illumi- 
nated model of a large factory. 


An All-Electric Villa.—On April 8th an all-electric semi- 
detached villa, one of a series of fourteen now in course of 
erection, was opened for inspection at Gosforth. The scheme 
has been carried out under the auspices of the Newcastle- 
unon-Tvne Electric Supply Co.. Ltd., which secured the aid 
af a number of electrical firms to make the venture a success. 
Realising the utility of electricitv, the huilderg of the houses 
agreed to put in lighting and heating circuits during erection, 
and the Supply Company extended its mains for a short dis- 


r 


tance to bring the supply to the site. The whole of the in- 
terior electrical work has been carried out by Messrs. Robson 
and Coleman, of Newcastle, and the same firm has supplied 
all the small electrical apparatus for the houses. The larger 
apparatus, including an electric cooker (Jackson), a clothes 
washer (‘‘ Universal"), a Western Electric dish-washer, a 
Watson-Norie water heater and wash boiler, was installed by 
the Supply Co. It may be of interest to detail the com. 
ponents of the installation, as such a statement will show the 
completeness of the arrangements. In the hall is a 60-watt 
gastilled lamp with inverted bowl, and a 6U-watt pendant 
ping is on the first landing. In the drawing room there are 
' Miller " bowl fitting (200 хаш); a floor standard; a 
Бека vacuum cleaner; and a `* Magicoal ’’ fire. The 
dining room equipment comprises a three-light oxidised-silver 
fitting; a Jacobean "' Angelus " 2-kW fire; a floor standard; 
'" Universal" coffee service, toaster, and kettle; a hotplate: 
a '" Wallace" lamp; а Western Electric sewing machine; a 
'" Genii” immersion heater; and а ''Plexsim '" vacuum 
cleaner. The kitchen is illuminated by a * Fullolite ’’ lamp 
with opal shade, and the equipment consists of a cooker, 
clothes-washer, and dish-washer; a ** Revo " iron; a Jackson 
two-pint copper kettle; a '' Belling ” boiling ring; and a hot 
water circulator and wash boiler. The best bedroom contains 
a two-light fitting with pink silk shades: a bed hght with 
dimming switch ; а 2-kW ‘ Xcel” heater ; a milk heater; 
‘Universal ” hair curlers and electric iron; and a small brass 
standard lamp. In the’ second bedroom is a two-light 
‘Joyner ” fitting with silk shades; a bed light; an О” 
milk warmer; a 9-kW ''Cosmos " radiant heater; and an 
“ Electrolux " vacuum cleaner. A small bedroom contains a 


100-watt '" Equilux " bowl fitting; a “ Quead ”' 14-kW heater; 
and an ''Electrolux ” floor polisher. In the bathroom is a 


plain pendant, and a G.B.C. pedestal fire. "Те house remains 
open for inspection until to-morrow (Saturday). 


Indian Electro- Technical Committee.—The Indian Teziile 
Journal recently gave particulars of the formation of a 
National Electro-Technical Committee for India by the Tæ- 
partment of Industries. Such a committee was first con- 
sidered in 1910, but it was decided to postpone its organisation 
until the manufacture of electrical machinery in India had 
reached a greater stage of development. The personnel of the 
Committee is as follows:—Mr. А. C. Coubrough, C.B.E. (cf 
Messrs. Mather & Platt, Ltd., Calcutta); Mr. A. Cochran, 
C.B.E., M.I.C.. M.ILN.A., M. LE. (India), A.M.I.E.S. (o 
Messrs. Burn & Co., Calcutta) ; and Mr. C. D. M. Hindley, 
М.А. (Cantab.), chairman, Port Trust, Calcutta. It is stated. 
however, that this Committee will only function until the 
Tnstitution of Engineers (India) is in the position to nominate 
a permanent and larger committee. 


French Agricultural Exhibition.—A ae demonstra- 
tion of the uses of electricity in agriculture is to be held either 
at Lille or Douai from May 27th to June 6th, organised by 
the Office Agricole of the Departement du Nord and the Ser- 
vice de Génie. Rural. The show could. afford a good oppor: 
tunity for builders of small motors for farm and household 
purposes to display their goods. The secretary 15 M. Char- 
pentier, 2, Rue St. Bernard, Lille. 

German Lamp Taxes.—The existing taxes on lamps which 


were introduced by the law of ЛПУ, 1909, have been increased, 
so that the rates are now as follows per lamp :—Carbon-hla 


ment lamps, 30 pfennigs up to 15 watts; 40 pf. between 
15 and 25 watts; 80 pf. between 25 and 60 watts; 1.20 mark 


between 60 and 100 watts; 2 marks between 100 and 3" 
watts; and for lamps of higher consumption 1 mark for each 
additional 100 watts or portion thereof. Similar graduations 
also apply to wire lamps, Nernst burners, «е. Аге lamp car- 
bons are subject to a tax of 2.40 marks, and composite carbons 
to one of 4 marks per kilogramme. 


A Swedish Manufacturing Company. 
the New Ruth & Soséns Elektriska A.B., reporting on the 
past vear's working, state that the results were unsatisfactory, 
the principal cause of which was to be found in the fall m 
the prices of manufactures in stock. As the production simul- 
taneously declined it was nnpossible to avoid the loss which 
was incurred despite the energetic efforts made to reduce the 
working expenses. The loss amounts to 4,500.000 kronen, 35 
compared with net profits of 19,000 kr. in 1920. It is pre 
posed partly to cover the loss by the appropriation of the 
reserve fund of 9,500,000 kr. and the balance brought fer- 
ward, and to carry the remainder of the debit balance to 1:22. 
The report further states that measures have been adopted 
in the present year. for greatly reducing the working ex- 
penses. Good connections have been obtained abroad, but 
the or ders are a long way from corresponding to the com- 
pauy's capacity for delivery, and the existing situation of 
prices is not profitable. The company was reconstructed in 
1920, when the share capital of 16,050,000 kr. was reduced 
to 8,150,000 kr. on the formation of the new company. 


The Institute of Cost and Works Accountants.—The 
sessional examinations of this Institute will take place on 
June 19th, 20th, and 21st, and will be held in London, Man- 
chester, Birmingham, Sheftield, Glasgow and Bristol. Appl 
eation should be made on Form “С? obtainable from the 
Secretary, 38, Grosvenor Gardens, at least 21 days before the 
date of examination. . . E" 
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A Belgian Bank and Trade Recovery.—The report of the 
boird of directors of the Banque d’Outremer affirms that the 
ec.nomic. depression from which the whole world suffers has 
apparently reached its lowest level, and that we may hope 
for an early recovery of trade; it is likely that the progress 
тау be slow, but, in order to prepare for this resumption of 
husiness, the company has decided to raise its capital from 
1] millions to 100 millions. 


The Foreign Trade of Belgium.—Belgian industries, savs 
"Electricite pour Tous, have scored several noteworthy vic- 
tries lately and secured important foreign contracts in the 
face of competition from firms in all countries, and especially 
Germany. One of these victories was the securing of a 
contract for rails amounting to 28 millions of levas. Of 49 
aljudications in Argentine, Moroceo, Brazil, Chile, China, 
Denmark, Rumania, Finland, Spain, Bulgaria, and South 
Africa, Belgian concerns obtained 37, or more than three- 
fourths, and the Germans only eight. 


British Manufacturers in Australia.—The eleventh annual 
general meeting of the Australian Association of British Manu- 
facturers and their. Representatives was held at the head 
otce, Collins House, Melbourne, on February 22nd last, and 
was largely attended. In moving the adoption of the report, 
the retiring. president (Mr. W. C. Guthrie) first referred to 
the new Australian Customs tariff, which, he stated, was 
gratifying to British interests, inasmuch as the measure of 
preference accorded to British over foreign goods had been 
very considerably extended and increased, and the credit for 
this satisfactory result was due to the Association. In. con- 
nection with the Tariff Board which is being set up by the 
Government, he said that the Association had made strong 
representations as to the desirability of providing that at 
least one member of the board should be thoroughly in sym- 
pathy with British trade. With regard to reciprocal trade 
within the Empire, Mr. Guthrie expressed his opinion. that 
the subject was a very difficult one, instancing the possibility 
of industries situated in Canada and actually American-owned, 
being placed upon the same footing in the Australian market 
as competitive industries in Great Britain. Не regarded 
optimistically the prospects for British trade in Australia, 
pointing out the steady recovery since the war, and express- 
ing the opinion that the extended measure of ‘British prefer- 
ence in the new tariff would materially assist this recovery. 
Referring to the Geddes Economy Commission, he said that 
the Association felt that any interference with the Trade 
Commissioner Service, at any rate in Australia, would be a 
most unfortunate step, as the Service was undoubtedly prov- 
ing of great value to British trade. These views had been 
cabled to the President of the Board of Trade. 

Other speakers included Mr. S. W. B. McGregor, Н.М. 
Senior Trade Commissioner, who briefly referred to some of 
the larger factors which must have an important influence on 
the development of British trade, such as the Irish Settlement 
and the Washington Conference. Tt was not generally known 
today that Australia was Great Britain's. second best. cus- 
tuner, India coming first. Before the war Australia came 
tourth, following India, Germany. and the United States. He 
believed that the question of branch factories in Australia 
required the careful consideration of British manufacturers. 
It waa a logical and inevitable phase їп the development of 
Australia. 

The election of members of the Executive Council resulted 
in Mr. J: D. Campbell (of Alexander, Ferguson Pty., Ltd.) 
being chosen president for the present year. 

The ondon оћсе of the Association is at 32, Victoria Street. 


Lead.—In their report dated April 22nd Messrs. James 
Forster & Co. state:—‘' Values have advanced, the closing 
prices vesterdav being £28 158. for April and £23 5s. for July, 
ашин £22 and £21 12s. 6d. respectively a fortnight since . . . 
There has been little evidence of demand from consumers, 
but a fair export trade continues, due probably to short direct 
shipments from Spain and America not selling at the moment. 
Consumption in the home trade, we understand, is increasing 
slowly, and would no doubt be greater if the prices of sheet, 
mpe, and white lead were on a more reasonable level. Elec- 
trical trade demand is very slow. altbough an improvement 
should manifest itself before long, owing to the many elec- 
trical schemes which are maturing. . . . "The market 
db strong, with little available lead about for near 
delivery.” 


Exhibition of Foreign Samples.—The Department of 
Overseas Trade has issued a pamphlet describing its Foreign 
Samples Exhibition, which is now situated in new premises 
at 7 to 11, Old Bailey, London, E.C.4. It has been organised 
for the assistance of British manufacturers in their efforts in 
overseas markets; it contains over 80,000 samples, including 
some thousands recently received. Manufacturers are invited 
to visit the exhibition, which is open from 10 to 5 daily and 
l^ to 1 ’cluck on Saturdays. 


" Falco " Electric Cookers.—At the Princes Restaurant 
on April 19th the Countess of Carnworth presented the awards 
made at the recent Cookery and Food Exhibition. The Fal- 
kirk Iron Co., Ltd., received a silver medal, the highest pos- 
sible award in the commercial class, for its domestic electric 
cooker. The firm has received an order for electric hot cup- 
boards for the liner, The Empress of Scotland, which is being 


refitted at Portsmouth. 


Local Electrical Exhibitiens.—An excellent display of 
all classes of electrical apparatus has been arranged by the 
Hackney Corporation at the King’s Hall Baths. This was 
opened by the Mayor on April 24th, and a number of well- 
known electrical firms are represented. The Corporation Elec- 
tricity Supply Department, for its own part, has contented 
itself with supplying publicity matter, among which many 
E.D.A. publications are noticed. CARRON COMPANY is exhibit- 
ing, among many other appliances, a new 6-kW cooker, in 
which efficiency and cheapness are combined. A notable fea- 
ture of this is the extreme ease with which the elements can 
be got at. The top of the stove hinges backward and the side 
elements of the oven аге provided with pins fitting into 
sockets. Another new departure of this company is а range 
of light boiling rings of .75, 1.25, and 1.5-kW loading, the 
larger sizes arranged for two- or three-heat control. А hot- 
water circulator is also on view; this should meet with 
success in Hackney, where heating energy is cheap. 
The British • Гномѕох-Носѕтох Co., Ib., confines its 
attention to lighting. Coinparisons are made between several 
kinds of lighting—carbon lamps, gasfilled and vacuum lamps, 
natural daylight, and "''lTrutint " lamps. A case contain- 
ing many examples of gasfilled lamps is also shown. 
Berry's Enectric, Lrp., has a stand bearing several 
" Magicoal ” fires, and the Hart ACCUMULATOR Co., LTD., 
exhibits a large collection of accumulator batteries for various 
purposes. А "Cascade " electric washer and wringer, and 
an ironing machine are shown by Messrs. FRANK FEESEY AND 
Co. Tue Hotpoint ELECTRIC APPLIANCE Co., LD., dis- 
plays numerous domestic appliances, including Ше 
" Aerobell" washer, a sewing machine, bowl fires, 
kettles, toasters, vacuum cleaners, &c. THE METRO4 
POLITAN-VICKERS ELECTRICAL Co., LTD., also shows a large col- 
lection of domestic devices, such as '' Cosmos ” fires, irons, 
and kettles, as well as silk shades, candelabra, and floor 
standards. Messrs. RANSOMES, SIMS & JEFFERIES, LTD., have 
provided an ‘‘ Orwell " truck for carrying a load of 4,000 lb.; 
this is demonstrated. Among the many appliances exhibited 
by Messrs. BELLING & Co. is a `' Modernette '' cooker, & com- 
pact appliance with a total loading of 4,800 watts; a number 
of fires of various designs, fitted with quick-make and quick- 
break switches; kettles, boiling rings, urns, &c., and 
samples of '" М.К’ connectors, plugs, &c.. The JACKSON 
EurEc7ric Stove Co., Lrp., in addition to a display of small 
domestic appliances, exhibits four types of electric cooker, 
upon which demonstrations are being carried. out. Cooking 
demonstrations are also a feature of the exhibit of the 
BRITISH ELECTRIC TRANSFORMER Co., Lro., where a '' Tricity ” 
cooker of 3.5-kW loading is shown. This has two boiling rings, 
a grill being formed by means of a ћа е plate placed over one 
of the rings. Other appliances shown include irons with 
“ universal" voltage and swivelled connectors, kettles, fires, 
hotplates, toasters, &c. The Sun ELkcrRicAL Co., Lro., dis- 
plays and demonstrates the “ A. B. C.” electric clothes washer. 
and the stand also bears numerous other ** Sunco ” appliances. 
Messrs. GEORGE №оввѕ, Ltp., show principally water-heating 
appliances, many of which have already been described in 
our pages, such as the ‘' Genii "" immersion heater, the '' Nep- 
tune " hot-water radiator, and sterilisers ‘and distillers. А 
7.5-kW cooker is also shown, the chief feature of which is 
the heat-retaiuing construction of the door. Railway carriage 
heaters for working on 1,500-2,000-V circuits are. shown. 
Among low-heat appliances are. shown a foot- warmer and а 
30-watt bed-warmer. THe Pankink [ron Co., LTD., promi- 
nently displays its '' Double-Ray " heaters and toasters, and 
is also carrying out demonstrations with its electric cookers. 
A number of fires, kettles, irons, &c., are also shown. 

The St. Annes Electricity Department ħlso held an electrical - 
exhibition, from April 6th to 15th, at the Ansdell Institute. 
A number of local contractors combined to make the show 
a success. Among these were Mr. A. M. Locks, who made 
a speciality of the ‘‘ Stannos’’ wiring system, and MESSRS. 
Frank Kay & Co., who showed fittings and appliances of all 
kinds. The SiNGER SkwiNa Macuixg Co., Lro., demonstrated 
the application of small motors to their machines. MESSRS. 
BaxENDALEs, of Manchester, exhibited many domestic appli- 
ances, including a '' Laundry Queen ” clothes-washer. 

The Five Towns Health and Home Exhibition is being held 
at Hanley from May 4th to 20th. The Potteries and District 
Branch of the Electrical Contractors’ Association* intends to 
take full advantage of this opportunity for "'pushing " 
electricity, and the following members are participating :— 
Messrs. Bagguley & Sons; Barnett & Soans; Blackburn, 
Starling, Ltd.; E. M. Evans & Son; J. W. Potts & Со.; 
J. Richards & Co.; L. Vaughan; and Woodward, Smith and 
Co. | 

The Tokio Exhibition.—Reuter says that the British 
building is certainly one of the most striking in the whole 
exhibition. There are to be seen some 150 British products, 
ranging from a large gas engine to specimens of the latest 
textile designs. The library and reading rocms are well 
stocked with British catalogues, in charge of the representa- 
tives of the Federation of British Industries. 


Auction Sales.—Messrs. Shirlaw, Allan & Co., auction- 
eers, Hamilton, have received instructions from Messrs. James 
Dunlop & Co., Ltd., owing to termination of leases, to sell . 
by auction on May 4th and 5th, colliery and electric plant at - 
Newton and Hallside Collieries. i 
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Copper and Lead Prices.—Messrs. F. Smith & Co. report 
April 25th :—Copper (electrolytic) bars, sheets and rods, no 
change. | 

Messrs. James & Shakespeare report April 26th :—Copper 


bars (best selected), sheet and rod, no change; English pig 


lead, £25 10s., 303. increase. 

Chinese Notes.—The citizens of Nantungchow and Hai- 
men have planned to construct a light railway, 40 li in 
length, starting from Chen-long, port of Haimen, to Szechang- 
pah, Nantungchow. ae | | 

A wireless telephonic service was opened between Peking 
and Tientsin on March 7th. The equipment was supplied 
by the China Electric Co. and manufactured by the [nter- 
national Western Electric Co. (Inc.), New York. The distance 
between Peking and Tientsin is 80 miles. 

The wires of the long-distance telephone between Shanghai 
and Nanking will soon be installed. 

Before he left China, Dr. J. A. L. Waddell, the American 
engineer, at the request of the Chinese Government, sub- 
mitted plans for the construction of a bridge between Nanking 
and Pukow and for a trolley system connecting Wuchang, 
Hankow, and Hanyang. | m 

The following companies have been registered by the 
Ministry of Communications: The Ching Hsing E. L. Co., in 
Sinti, Hupeh; the Hwan Hsing E. L. Co., Chuhochen, in 
Kienli; and the Chia Hsi Electric Co. 

The Yao Hwang Electric Light Co.. in Taihing. Kiangsu, 
seeks registration with the Ministry of Agriculture and 
Commerce. ! 

Ihe Soochow Electric Co. has contracted to purchase 
from & Swedish firm at a cost of Taels 80,000, plant which will 
arrive in China shortly. | 

An electric light company has been founded at Yangliut- 
sing in the neighbourhood of Tientsin. The capital is being 
subscribed. - TE "ur 

An “ Osram " Window Display.—THE GENERAL ELECTRIC 
Co., Lrp., has sent us a photograph of a window display 
arranged by. Messrs. Thomas Gunn, Ltd., of Fore Street, to 
advertise lighting by ^' Osram ” lamps. The arrangement is 
most effective. | | ; 

‘Dublin Electrical Contractors.—At a dinner of the Elec- 
trical Section of the Dublin Building Trades Employers’ Asso- 
ciation, Mr. A. G. Bruty; who presided, referred to the 
history of the Association and to the necessity that arose for 
the establishment of an association for electrical contractors 
when the voltage of the public electricity supply was changed 
from 100 to 200. This Association afterwards ame а sec- 
tion of the larger and more comprehensive body. While the 
membership a score of years ago numbered but four or five, 
it now included practically every firm of repute in the elec- 
trical industry in the city and suburbs. 


A New Method of Packing Wire.—Messrs. W. Т. 
Нехтвт'ѕ TELEGRAPR. Works Co., LrD., have decided to break 
away from the accepted method of packing v.i.r. wires for 
dispatch, i.e., wrapping them in Hessian tape which takes a 
considerable time to remove, and which, once removed, is 
seldom replaced. The new method which this firm is adopt- 
ing is to pack each coil in a stout fibre-board carton; these 
are then. packed in containers holding three, four, or five 
cartons. Both cartons and containers are clearly marked 
with a description of their contents. At present all qualities 
of wire in sizes of 1/.044 (.0015 sq. in.) and 3/.029 (.002 sq. 
in.) are being packed in this way, and the method will sub- 
sequently be extended to other sizes. The packing of 
" Henley ” tape is being carried out in the saine manner. 


New Italian Companies.—There has been formed at 
Florence the Società Hlettrica Amiantea for the production, 
distribution, and utilisation of electrical. energy. — Capital 
400,000 lire in. 1,000-lire shares, | 

The Società Romana per le Ferrovie elettriche del Nord is 
the title of a company formed at Rome with а capital of 
PME hre, for the construction of railways in Northern 

y. | . 

Construzioni Elettromeecaniche e Termo elettriche is the 
style of a company formed at Florence, for the manufacture 
of electrical apparatus. Its capital is 100,000 lire. 

À co-operative company, styled the Società per l'Esercizio 
della. Tramvia Milano-Magenta-Costano, has been formed at 
Milan, with unlimited capital in 26-lire shares, for the working 
of the above named tramway. i 

‘There has been launched at Genoa the Società di Elettricità 
liguria Centrale, for the distribution of electricity. Capital, 
400,000 lire. - 

The Società Anonima Ligure Piemontese Impianti Telefonici 
Moderni has been formed at Genoa. with a capital of 500.000 
hire, for the installation of telephone plant. 

With its headquarters at Genoa, the Società Distribuzione 
elettrica a Sesto Monferrato, with a capital of 200,000 lire, has 
been established to supply electricity to the last-named city. 

Studio Elettroteenico industriale Ingegneri Galenti e Cam- 
biaggi is the style of a company just formed, for the repre- 
sentation of national and foreign firms manufacturing elec- 
trical machinery and apparatus. The capital is 50,000 lire, 
and the offices are at Milan. 

At Genoa has been embodied the Società Canali: Valle Stura 
for the carrying out of irrigation and electrical ‘installation 
undertakings. Capital, 500,000 lire. И E 
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Rag. Calvi e Kurscheur is the title of a newly-started com- 
pany, whose objects are trade in electrotechnical materials. 
Capital, 100,000 lire; offices 2, Via Cesare Cantu, Milan. 

Reconstruction in Europe.—-The Manchester Guardian 
Commercial has issued the first of a-series of twelve speciai 
sections devoted to the supremely important problem of re- 
construction in Europe. It is issued at ls., and contains be- 
tween twenty and thirty articles on exchange and currency 
matters as they exist to-day in the varicus countries of Europe 
and in the U.S.A. Later sections are to appear between nov 
and October, in which shipping. finances, railways, the 
reparation problem, banking, labour and other subjects wii! 
be specially covered. Mr. Lloyd George, in a '' message " to 
the editor, describes the work as ‘ап expert study of the 
Incst urgent question of the dav.” One of the articles (by 
Dr. von Glasenapp. vice-president of the Reichsbank) deals 
with the German balance of indebtedness with the rest oi 
the world, and another, by Fr. Urbig, managing director of 
the Disconto Gesellschaft, with the practicability of exchange 
control in Germany. 


Excess Profits Duty.—The Para Telephone Co., having 
made application to the Conunissioners of Inland Revenue for 
an increase of the statutory percentage as regards the business 
of supplying public telephone service in Brazil, the Board of 
Referees has ordered that the statutory percentage shall be 
Increased :— 

1. In the case of any trade or business carried on or owned by а com- 

pany or other body corporate, to 7{ per cent, 

2. In the case of any other trade or business :— . 

(a) for accounting periods ending prior to January Ist, 1917, to 
7¢ per cent., plus 1 per cent.; 
(b) for accounting periods ending after December 31st, 1916. to 
T$ per cent., plus 2 per cent.; except that for the purposes 
of sub-section (2) of Section 41 of the principal Act, the statu- 
tory percentage shall be 75 per cent., plus l per cent.; 
with the addition, in cases 1 and 2 (b) for the purposes of sub-section 
(1) of Section 41 of, and paragraph 4 of Part Il. of the Fourth 
Schedule to, the principal Act, of 3 per cent. for accounting periods 
ending after December 3151, 1916, and before January Ist, LRD, and 
of 9 per cent. for accounting periods ending after December 31st, 1919. 

The Manufacture of Electrical Apparatus in China.—The 
United States Commercial Attaché, Julean Arnold, in a report 
states that the Electrical. Appliances Manufacturing Co. has 
been recently organised and has purchased 75 acres of land in 
Soochow for the-erection of plant. It has made arrangements 
with the German Siemens Co. in Germany whereby the 
Chinese company will use the Siemens patents in exchange for 
a certain percentage of the profits to the German company. 
Siemens will furnish the Chinese company with a corps of ex- 
perts to install and assist in the operation of the plant. The 
company has chosen Soochow, as land is purchased there at 
less than one-tenth of the price obtaining in Shanghai, and 
the location is only 80 miles west by water aud 55 miles by 
rail from Shanghai. Furthermore, labour costs are lower at 
Soochow than at Shanghai. Mr. S. T. Sze. a brother of the 
Chinese Minister to Washington, is manager of the new com- 
pany. This concern will manufacture electric motors and all 
sorts of electrical appliances suitable to the Chinese market. 
The' present capital 15 given as 1,500,000 Yuan (silver), or 
about $300.000 gold. They expect to increase this capital as 
the plant develops.—Eastern Engineering. 


German Electrical Activity іп Japan.—The Berlin cor- 
respondent of the Financial News reports that Messrs. 
Siemens Halske and Siemens Schuckert have just signed a 
large electric contract with the Japanese copper mac- 
nate, Furukawa. It is for the erection in Tokio of a big 
establishment with machinery for the production of electricity. 
The Japanese and Germans will be jointly interested, ‘and 
during the next few days 20 of the leading engineers of the 
Siemens Halske and Siemens Schuckert combination, with 
a stall of technical experts, will sail for Japan. 

British Insulated Works Memorial.—Manv hundreds of 
the employés of British Insulated & Helsby Cables, Ltd.. 
Prescot, witnessed the unveiling of the memorial erected to 
the employés of the works who fell in the war. Mr. Simpson 
Hanna, the oldest skilled emplove at the works, formally 
handed over the memorial to Mr. James "Taylor, chairman of 
the board of directors. Mr. Tavlor said that on August 4th. 
1914, 480 officers and men, fully equipped, left to fight for 
their country, and at the date of the Arinistice there were 
1,654 employés of the works at the war. 


LIGHTING AND POWER NOTES. 


Accrington.—[I,oAN.—Application 15 to be made for а loan to 
carry out the extensions of electricity supply to Oswaldtwistle 
and neighbouring districts. 

Barrv.—CoNsurTANTS' Revort.—The firm of Sir Charles 
Bright & Partners has presented to the Urban District 
Jouncil a report upon the supply of gas and electricity to the 
town. The report says that Barrv is one of the largest towns 
in the country without an electricity supply of any kind. and 
it is thought that if the Council does not shortly take steps 
to secure powers to generate and distribute electricity a 
private company will do so. ` Considerable economies could 
be effected by working an electricity scheme in conjunctior 
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with the municipal gas undertaking; 1t 1s, therefore, suggested 
that generating plant should be installed at the gasworks, 
where an old retort house of ample dimensions is available. 
The sets would consist of medium-speed, horizontal gus 
engines direct coupled to d.e. generators to form а three-wire 
system. A coke-tired gas producer of 250 h.p. capacity would 
be installed outside the engine room. It is not anticipated 
that the supply of electricity would result in апу diminution 
of the demand for gas, but rather that the general standard 
of illumination wouid be raised. The consultants do not 
think there would be a large demand for electricity for power, 
except at the docks, where electricity is already available: 


Birmingham.—Prick Repuctrioxs.—The Elec tricity Supply 
Committee has reduced its charges for energy; the reduction 
is retrospective to the last meter readings. "The reduction 
amounts generally to a halfpenny per unit in the price for 
lighting and one-third of a penny for power. The lighting 
scale now ranges from 6d. per unit, for quantities less than 
Loon units per quarter, to 4d. per unit for à consumption of 
010040 units or more. For power, heating and cooking the 
rates are as follows: up to 300 units. per quarter, 234. per 
unit; 300 units and upwards, 214. per unit. — This revision 
brings the prices back to the 1919 level. 


Blackpool.—I.o4N.—On Мау %d Col. T. C. Ekm will 
conduct an inquiry on behalf of the Electricity Commissioners 
into the application of the Corporation for sanction. to borrow 
2£220.000 for the purposes of the electricity undertaking. 


Cannock Chase.—ErrcrnicirTY ScrpLy.—Mr. C. Jones (elec- 
trical engineer to the Cannock Chase Colliery Co.) has re- 
ported to the Brownhiils Urban Council that the company 
has decided to proceed with the scheme for supplying the 
adjoining districts with electricity. The supply. he says, will 
be carried overhead at 440 V for power and 240 V for light- 
ing. For private purposes the charge will be а maximum of 
sd. per unit for lighting, and for public lighting the sug- 
vested charge is £3 per lamp per annum for the Brownhills 
West district and £3 5s. for the other districts, the company 
to bear the cost of cables and standards. 


Ceylon.— Hypro-Enectric SCHEME.— According to the Indiun 
Tertile Journal the Government is reported to have now de- 
cided to proceed with the Aberdeen-l.axapana hydro-electric 
«heme in partnership with an engineering firm in England. 
Gf the necessary capital of about Rs. 14,000,000 the Govern- 
ment will contribute three-fifths by raising a special loan in 
Enziand at an early date; the remainder will haye to be in- 
vested by the firm undertaking the work. 


Cheam.—StTREET LIGHTING.—The South Metropolitan. Elec- 
trie Light Co. has agreed to light the parish at a charge of 
£5 5s. per standard tor twelve months. 


Continental.—Russi4.— The Russian semi-ofticial economic 
jurnal reports the formation of a company for the electric 
lizhting and drainage of the city of Kietf, with the co-opera- 
uon of the Electrical Undertakings Co., of Berlin. The latter 
will deliver necessary materials to the value of 2,000,000 
marks, and will receive interest at the rate of 7 per cent. per 
annum for any credits granted. 

jcGo-SrAvra.— The. Direction Générale des Eaux, of the 
Kingdom of the Serbs. Croats and Slovenes, has carried out 
ə survey of the hydraulic power of the new State. 
Asa result of the investigation, 16 is stated that the power 
available at low-water amounts to 2,500,000 h.p., and to 
(29,000 hop. at average water levels. At present only 
lox) h.p. is being utilised, although concessions were 
granted in 1919 and 1920 for the exploitution of a further 
Ira h.p. 

Norway.—For some time past there has been under con- 
sideration the question of transmitting electric power from 
Norway to Denmark. A technical committee was appointed 
by the Norwegian Government, while the Danish Govern- 
ment also appointed a committee for the purpose of consider- 
mg the practicability of putting a scheme into operation. The 
British Legation at Christiania has now forwarded to the De- 
partinent of Overseas Trade an abstract from the Tidens Tegn, 
^t March 22nd, in which it is stated that '' the technical com- 
mittee appointed to consider the project 18 so far advanced in 
Its work that a meeting is to be held at Christiania on April 
hth. when a survey will be drawn up for the information of 
the Scandinavian Commission appointed to consider the ques- 
tion of power transmission to Denmark. No information has 
. vet become available, but it 15 rumoured that the committee 
- Vill report favourably upon a scheme to transmit the power 
along the West Coast of Sweden." 

Fraxce.—An intercommunal svndicate has been formed at 
Epinal to draft a scheme for the electrification of a group of 
rommunes in the Department of the Vosges, 

Five communes in. the Department of Dordogne have 
formed themselves into a syndicate, and have applied for a 
concession to build a hydro-electric station at an existing dam 
ou the Isle river in order to supply clectricity for agricultural, 
lighting, and power purposes. 

C2FCHO-SLOVAKIA. —According to Czecho-Slovakian Minis- 
terial utterances, a company is shortly to be formed, styled 
the Vereinigten Elektricitiitswerke A.G., in Prague, to carr у 
out the following programine: The setting up and working of 


(1) а generating station at the State coal mine at Hedwig, 
near Erweniz, with a capacity of 45,000. kW, a transmission 
line to Prague (100 km.), at a pressure of 100,000 V, with! 
the chief transformer stations at Prague and Kladno. The elec- 
trical energy will be stepped down to 22,000 V, with feeder 
conductors for the connections in the neighbourhood, the esti- 
mated cost being 300,000,000 kr.; (2) à hydro-electric gene- 

rating station at Stechowitz with a fall of 70 metres and à 
capacity of 75.000 kW, yielding yearly 350,000,000 kWh, with 
a cable 50 km. in length to Prague, the cost being 
450,000,000 kr.; (3) a low-pressure hydro-electric station at 
Vrany, with a fall of 10 metres, capacity 10,000 kW, yearly 
yield 4] ,UUU.000. kWh, with a line connecting with the 'Stecho- 
witz electric works, the cost being 380,000,000 kr. The 
Erwenitz station is to be completed. within two years, that at 
Stechowitz within five, and the Vranya station in 1927.— 
Elektrische Krafthetriebe und Bahnen. 

An agreement has been arranged between German-Austria 
and Czecho-Slovakia with regard to the utilisation of the 
water power of the Thava river. By the agreement Czecho- 
Slovakia is to erect a frontier hydro-electric works between 
Aaisa and Baumol, utilising such portions of the land on the 
Austrian side of the river as may be needed for the river con- 
structions. — Czecho-Slovakia has agreed to supply 6,000,000 
kW. | Construction must begin within five years after the 
conclusion of this agreement. 

A conference recently took place at Pressburg to arrange 
the formation of an electricity supply company to serve West 
Slovakia. Tt was agreed to start the company with a capital 
of 8.000.000 kr., Which was to be doubled in three years. Con- 
tributories to the scheme are the State, the county of Press- 
burg, and the surrounding towns and communes. The object 
of the company is the carrying out of a systematic electrifica- 
tion of the Pressburger Komitat. 

The Central Moravian Electrical Co. is increasing its capital 
from 2,000,000 to 3,000,000. crows. Tts headquarters and 
Works are at Prerov, and it is intended to utilise the water- 
power near Kromeriz. 


Cookham.—SreciaL Orper.—The Electricity Commissioners 
have subinitted to the Ministry of Transport for confirmation 
a Special Order granted to Lord Meston and others for the 
supply of electricity within part of the parish of Cookham. 


Dartford.—Proroskp EXtTensions.—The Urban District 
Council is approaching the Erith Council to ascertain whether 
it would be prepared to negotiate for the transfer of a pene- 
rating set of J00-kW capacity. Provided satisfactory arrange- 
ments are arrived at it is proposed to send a deputation, 


representing the Erith, Dartford and Woolwich Councils, to 


wait upon the Electricity Commissioners with a view to 
obtaining their consent to plant extensions. 


Dundee.—Dvurk SurrLv ResectreD.—The Town Council has 
rejected the proposed agreeinent between the Corporation and 
the Grampian Hydra-Electric Development Co., Ltd., as tha 
terms offered are not sufficiently favourable to the city. 


Glasgow.—ELEcTRIC Cooktnc.—The Corporation Electricity 
Department has lately experienced a good demand оп the 
part of householders for electric cookers. About 200 of these 
appliances have been imstalled recently, and last week the 
Electricity Department authorised the purchase of another 
200. there being a long list of applications for cooking appli- 
ances. The cookers are hired out at an annual rental of £2. 


India.— Brexcan.—A Committee has been appointed by the 
Government of Bengal to consider the question of the Hydro- 
Electrie Survey of the Presidency.—Reuter’s Trade Service 
(Bombay). 

CarccTTA.—I6 is anticipated that work on the extensions 
of the Cossipore power station will be complete in four years. 
The extensions, when completed, will nearly double the 
present output, which is 21,500 kW. The cost of the new 
plant is estimated at £665,665. 

Surat.—The report of the Surat Electricity Co. for the year 
ended December 31st. last shows that the laying of mains is 
now well advanced. The power station, оћсеѕ, &c., have 
been completed, and the erection of generating sets, each 
comprising one [150-b.h.p, Marrlees-Diesel engine. with a 
Crompton alternator, complete with accessories, and the work 
of Javing the underground mains and constructing an aerial 
distribution system, are also well in hand. An agreement has 
been entered into with the Anglo-Persian Oil Co.. Ltd., for 
the supply of liquid fuel for a period of ten years, and it is 
hoped that the company will be in a position to commence 
the supply of electricity to the district at an early date. 


Langholm.—Proposep WATER-POWER SCHEME.—The Town 
Council is having a survey made by an engineer. as to the 
possibilities of generating electricity by water power. 


London.—Sr. Paxcras.—The Borough Council has received 
sanction from the Electricity Commissioners to the borrowing 
of £3,355 for ash-handling plant at King’s Road station. 


Manchester.—RrEpucED Crarcrs.—The Electricity Commit- 
tee has decided to recommend to the City Council a slight 
reduction as from fhe June quarter in the charges for elec- 
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tricity. It was reported that during the past year there had 
been a net profit of £43,229 after providing for all capital 
charges and income tax. This sum is to be placed to tha 
reserve account. 


Rochdale.—DisrosaL or Prorit.—On the past year’s work- 
ing of the electricity undertaking there is a surplus of £22,649. 
It is proposed to allocate £7,000 towards the relief of the 
rates and, in view of the hcavy contemplated expenditure 
during the coming year, to carry forward the balance to 
reserve. 

St. Mellons.—Srecian Orper.—The Electricity Commis- 
sioners have granted a Special Order to the South Wales 
E.P.D. Company giving it powers to supply electricity within 
the rural district. Details of the area are given in three 


schedules. A fourth schedule fixes the maximum price per 
unit at 9d. 


Shoreham-by-Sea.—SrrciaL Orper.—Mr. Frank Gibbs, of 
Beach Shipvard, has been granted a Special Order enabling 
him to supply electricity to Shoreham and Lancing. — The 
maximum price per unit he will be permitted to charge is 1s. 


Stafford.—I,oAN  SaNcTIoNED.— The Electricity Commis- 
Sloners have sanctioned the borrowing by the Town Council 


of ud for the laying of a cable to the English Electric Co.'s 
works. 


Stroud.— ELECTRICITY SvPbLy.—The Rural District Council 
has decided not to oppose the scheme proposed by the 
Norchard Electric Power Co. for supplying the district with 
electricity. 

Ventnor.—SThEET LiGHTinc.—The Urban Ccuncil has ac- 
cepted the offer of the Isle of Wight Electric Light Co. for 
street lighting for three years for a quarterly payment of 
£68 15s., plus 6d. per unit for electricity consumed. 


Walmer.—ScHEME ABANDONED.—The_ secretary of the Сав 
Co. has informed the Urban Council that the company Pas 
definitely decided not to carry out the electric. lighting 
scheme owing to altered circumstances since the war. 


TRAMWAY AND RAILWAY NOTES. 


Continental.—ITaLy.—A company has been formed, styled 
Societa fur la Ferrovia Adriatico-Sangritana, to carry out the 
electrification of the railway from the Adriatic to Sangritana. 
The cost of the undertaking is estimated at 18,000,000 lire, 
exclusive of rolling stock, and the line is to be complete and 
ready for working by the end of December, 1923. 


Dover.—ExTENsioN OF TiME.—The Ministry of Transport has 
granted a further extension of time to July ЭЕ, 1922, for 
constructing the St. Margaret’s and Martin Mill light railway. 


Edinburgh.—Prorosep EXtTeNsions.—The Corporation in- 
tends applving for a Provisional Order granting powers for 
tramway extensions which are expected to take seven years 
to complete. The estimated cost of the extensions 18 as 
follows: in connection with the electric tramways. £105,144; 
for the adaptation and conversion to electric traction of the 
remaining sections of the Corporation. tramways. £110,644; 
and for tramway equipment, cars, rolling stock and depots, 
£314,367. 

Jugo:-Slavia.—Raiway Construction.—The Times Belgrade 
correspondent states that a Special Committee of Ministers 
is considering the offer of an American group to construct a 
number of broad-gauge railways. The lines would include a 
route from Kladovo, via Belgrade, Valjevo, and Sopotniko, to 
the Adriatic. The syndicate is to have the right to carry ont 
the electrification of anv lines it constructs, and it offers the 
Government $10,000,000 for the concession. 


Manchester.—Repiucen Farnes.—The Tramways Committee 
has decided to recommend the City Council to reduce the 
trimiway fares. The. Committee has also decided. to hand 
over £50,000 to the relef of the rates. 


Mexico.—RaiL way ELectritication.—The President of the 
Republic has inaugurated the work of electrification of the 
Santiago-Valparaiso line and ramifications, a length = of 
350 kin.— Peuter's Trade Service (Santiago). 

Sunderland.—Strikft SeTTLED.—The strike of the employés 
of the Sunderland District Tramway Co., which has lasted for 
three months, was settled last Friday night. 


TELEGRAPH AND TELEPHONE NOTES. 


Denmark. — TELEGRAPH AGREFMENT.—The Danish. Store 
Nordiske Telegraf Selskab has applied to the Swedish Govern- 
ment for a renewal of the agreement between the two parties, 
which will expire in about three vears from the present time, 
having been prolonged in 1910 for a period of 15 years. An 
agreement also exists between the Government of Finland and 
the Great Northern Telegraph Co. with regard to the tele- 
graphic traflic to the west, and if Sweden were to terminate 
the contract with the Danish company this would influence 
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the relations between the latter and Finland, because the com- 
pany would no longer be able to fulfil its contract obligations. 
Finland and Sweden would then have to arrange their own 
mutual telegraphic connections. As а consequence the atti- 
tude of the Swedish Government’ is also of exceptional 
interest for Finland. Sweden receives a considerable amount 
in transit taxes, which will be increased when the company’s 
services to Russia and the Far East are resumed. In some 
circles in Sweden it is desired to become independent of a 
Danish company, and in this respect there is the example of 
Norway. But the position of Sweden and Norway in relation 
to the company is quite different. In Norway the company 
only owns the cables between Norway and England, but no 
transit traffic proceeds through Norway. For the rest the 
separation of Norway from the company would be very dear 
to the former.—Financial Times. 


Russia.—TELEGRAPHIC COMMUNICATION.—Direct telegraphic 
communication between Germany and Russia has been estab- 
lished via Dvinsk. 

TELEGRAPHING TO IND14.—The Council of People's Com- 
inissaries has granted a concession for telegraphic communica- 
tion between India and Europe. Communication will be 
through Russian territory, and there will be connection with 
Turkey, Egypt, Persia, and the Mediterranean countries, says 
the Daily Telegraph. | 


Spain.—WinrLESs News Service.—Spain is following the 
example of other countries and organising a wireless news 
service. А central station is to be established at Madrii, 


whence, at certain hours in the day, messages will be dis- 


patched to posts in the provinces within a radius of 600 km. 
The station. will also be equipped to communicate with the 
western coast, distant 700 kin. from Madrid, and with th- 
Balearic Islands. The length of wave adopted is 1,800 metres. 
Facilities are to be provided for the transmission and recep- 
tion of news from foreign stations. 


Tristan da Cunha.— WinELEss CoMMUNICATION.—The island 
will no longer be known as the loneliest in the world, as the 
citizens of Cape Town, S.A., have presented the islanders 


with a wireless outfit having a range of from 1,000 to 1,39 
mniles.—The Times. 


Wireless Telegraphy. — IMPERIAL CuHain. — The Anglo- 
Egyptian wireless service via the Imperial Wireles 
stations near Oxford and Cairo commenced on April Hth. 
‘Telegrams will be accepted at any post oftice for Egypt, Pates- 
tine, and Syria for transmission by wireless, and a corre- 
sponding service will be available in the opposite direction. 
The rates of charge will be 3d. a word less than the corre- 
sponding cable rates for full-rate traffic and 144. a word less 
than the corresponding cable rates for deferred гаће. Ие 
minster Gazette. 

lF'isuica. Boat INsTALLATIONS.— During the last ten years 
wireless apparatus has been installed in some 200 French tish- 
ing vessels. Wireless is now regarded as an indispensable 
part of the equipment of a modern trawler. Ву its use infor- 
mation can be collected and distributed as to the best fishinz 
grounds and the best time and place for disposing of the 
‘atch. The owner can exercise control over the movements 
of the vessel, and expedite or delay its return to port as de- 
sired, The French postal authorities telephone the messazes 
direct. from the coast wireless station to the owners. The 
range of tishing vessels is generally sufficient. to allow a 
trawler to communicate directly with the shore stautions.— 
The Times. : 


Wireless Telephony. — INTERNATIONAL CONFERENCE.—The 
International Radio Conference, which. met in Paris 
for five cays last week, as noted in our last issue. 
adjourned. for a week on April 19th, and met agam 
in London on the 24th inst. The Conference, an 
American idea, 15 attempting to induce the large radio powers 
of the world to co-operate in the building of plant in South 
America. [f£ the plan fails it will mean duplication. The two 
wdjourmments, from Cannes to Paris, and from Paris to 
london, would seem to show that all has not beeu working 
smoothiv. Germany is represented by delegates from the 
Telefunken Co.. Great Britain by the British Marconi Со. 
France by the Radio France, and America by the Radio Cor- 
poration.— Birmingham Post. 

Broapcastina.—In view of the broadcasting wireless tele- 
phone service, which Mr. Godfrey Isaacs announced lax 
week the Marconi Co. is ready to organise, considerable 1m- 
terest attaches to the fortheoming statement promised by the 
Postmaster-General on the Government attitude regarding the 
use of wireless in cases where it is likely to prove of value 
to trade and industry. At the present time the number ol 
licences held by amateurs in this country for receiving sets 1 
between 6,000 and 7,000, and for transmitting apparatus 2%). 
The annual revenue derived from the fees is, according to 
The Times, £3,265 and £355 respectively, and the annual ex- 
penditure in connection with the issue of licences and tle 
inspection of stations is about £5.00. 

Permission to use receiving apparatus is granted with com- 
par. tive freedom by the Post Office: but while there is a ten- 
deney in some quarters to press for the removal of any restrir- 
tions on favilities for transmission, the United States Govern- 
ment is considering the restriction of the use of wireless tele- 
phony for purposes other than Government and commercia! 
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communications. Though there are fewer than 300 persons 
holding transmitting licences in England their activities some- 
times interfere with official and commercial communications. 
It is not uncommon for Croydon Aerodrome to issue а 
veneral request to amateur transmitters to `“ stand by ” for 
varying periods. А receiving installation, too, when amplify- 
ing valves are used, can occasionally eause disturbance, as 
the action of the valves sometimes puts a certain amount of 
energy into the aerials. For this reason the use of amplify- 
ing valves 1s not permitted to amateurs experimenting 
within two miles of a large official or commercial station. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
" Oficial Notice "" appeared.) 


OPEN. 


Argentina.—BuvENos Atres.—June 2th. Municipal Coun- 
ell. Plant for hydro-electric generating station and trans- 
former sub-station.* 

Australia.— MELe0URNE.—September 1st. Victorian Elec- 
tricity Commissioners. Five surface feed-water heaters, six 
surface vapour condensers, and 12 feed-water evaporators. 

July 5th. Victorian Railways. One 2-ton storage battery 
truck with jib crane and lifting magnet. Three passenger 
electric elevators and one freight elevator with all equipment. 


Blackhall Colliery.—Electric light fittings for Comrades’ 
Club. Apply No. 13, 11th Street, Blackhall Colliery, Durham. 

Doncaster.—May 8th. Electricity Department. Two 
water-tube boilers, with economisers, induced draught plant, 
and steel chimney. (April 215%.) 

Edinburgh.—May 15th. Electricity Department. Six or 
12 months’ supply of electricity meters. (See this issue.) 

Egypt.—ALEXANDRIA.—June Ist. Ports and Lights Admin- 
istration, The Arsenal. Six months’ supply of general stores, 
including electrical gear, &c. 

Fleetwood.—May 9th. Electricity Department. . One 
1,000-kKW d.c. turbo set, with switchgear and condenser. (See 
this issue.) 

Glasgow.—Mav 1st. Lighting Department. Supply of 
electrical fittings and accessories for 12 months. Specifications 
from the Lighting Department, 20, Trongate. 

Grand Duchy of Luxemburg.—Mav Sth. Administration 
Svndicate at Koerich, Luxemburg. Supply of five three-phase 
electric motors and centrifugal pumps, ranging from 7} to 2 
h.p.: also five kilometres of underground electric cable, and 
tive kilometres of underground telephone cable in. connection 
with the water supply undertakings in the Esch and Capelien 
Cantons. - 

London.—H.M. Orrick or Works.—May 4th. Engineering 
labour (electrical, &c.) required in the Newcastle-on-Tyne and 
Southampton districts during a period of three years. Secre- 
tary, Н.М. Office of Works (Contracts Branch), King Charles 
Street, London, S.W.l. 

Manchester.—May 9th. Tramways Committee. Trucks 
for tramears. Mr. J. M. McElroy, general manager, Cor- 
poration Tramways, 55, Piecadilly, Manchester. 


Middleton.—Mav 1st. Electric installation at Providence 
Congregational Church. Specification. from Mr. S. Pauls, 
borough electrical engineer, Middleton. 


Morocco.—RanaT.—May 97th. Postal Department. Supply 
of bronze and copper wire, m two lots, deliverable by October 
Ist, also porcelain insulators, in two lots, for the postal ser- 
vice. Particulars from the Office. des Postes, Télégraplies, et 
Téléphones. at Rabat, Morocco. 

Mountain Ash.—Mav 3th. Urban District Council. 
E.h.p. overhead and underground transmission mains. (See 
this issue.) 


New Zealand.—AtUcKLAND.—June 1st. Tramways Depart- 
ment. Electric equipment for ten bogie tramcars. 
WrLLINGTON.—July Sth. | Public Works Department. 
Eight steel transmission line towers. 

Preston.—Mav 30th. Electricity Department. Two 
г ]0,000/12.000-k W. turbo-generator sets, with condensing plant, 
auxiliarles, and piping; house-service plant, comprising one 
1.3)0-kW turbo-generator and two a.c. 6,000/220-V d.c. sets. 
(See this issue.) 


Siam.—BaxcKok.—June 28th. Department of Posts and 

Telegraphs. Telegraph and telephone materials, about 
UE Chief electrical engineer, Telephone Exchange, 
angkok. 


*À сору of the plan, specifications, and conditions of tender, 
ke., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


, Egypt.—A £70,000 contract for the supply and installa- 
tion of pumping machinery at Atf, in Lower Kgypt, has been 
secured by a British. concern. There was keen competition 
on the part of Swiss, German, French, Dutch, and other firms, 
but the contract was awarded to the Associated British Manu- 
facturers, who are the agents for the English Electric, Pater- 
son Engineering, and Glenfield and Kennedy companies.— 
Reuters Trade Service (Cairo). 


France.—French Post and Telegraph authorities at Algiers 
have just placed a contract for the supply of 60 tons of copper 
wire with the Sociét: des Treflleries et {aminoirs du Havre, 
of Le Havre. 


Government Contracts.—The following Government con- 
tracts were placed during March, 1922:— 


ADMIRALTY CONTRACT AND PURCHASE DEPARTMENT. 


дшн cae exchange equipment.—Relay Automatic Telephone 

о., Ltd. 

Batteries and cells.—Premier Accumulator Co. (1921), Ltd.; Chloride Elec- 
trical Storage Co., Ltd.; D.P. Battery Co., Ltd. 

40-amp.-hr. cells.—Fuller's United Electric Works, Ltd. 

Storage battery cells.—Chloride Electrical Storage Co., Ltd. 

Containers and covers for electrical storage battery.—Fuller's United Elec- 
trical Works, Ltd, 

Electrodes.—Quasi-Are Co., Ltd. 

Mica.—Micanite and Insulitors, Ltd.; Mica Manufacturing Co., Ltd. 

Switchboard with instruments, &c.—Park Royal Engineering Works, Ltd. 

Switches.—Fuller’s United Electric Works, Ltd. 

Tubes, conduit, and fittings.—Brotherton Ediswan Tubes & Conduits. 

Electric trolleys.—British Electric Vehicles, Ltd. 


AIR MINISTRY. 


Electro-cardiograph apparatus.—Cambridye & Paul Instrument Co. 
Modifications to iransmitters.—C. F. Elwell, Ltd. 


Post OFFICE. 


Telephone apparatus.—Automatic Telephone Manufacturing Co., Ltd.; 
Phoenix telephone & Electrical Works, Ltd.; Siemens Bros. & Co., 
Lid.; Western Electric Co., Ltd. 

Testing, protective apparatus, &c.—Automatic Telephone Manufacturing 
Co., Ltd.; Evershed & Vignoles, Ltd. 

Wireless apparatus. —C. F. Elwell, Ltd. 

Telegraph and telephone cable.—Connolivs (Blackley), Ltd.; Enfield 
Ediswan Cable Works, Lid.; W. T. Henley’s Telegraph Works Co., 
Ltd.; Pirelli-General Cable Works, Ltd.; Siemens Bros. & Co., Ltd.; 
Union Cable Co., Ltd.; Western. Electric Co., Ltd. 

Leclanché porous cells.—General Electric Co., Ltd.; Siemens Bros. & Co., 
Ltd. 

Loading coils.—W'estern Electric Co., Ltd. 

Condensers.—Dubilier Condenser Co. (1921), Ltd.; Fuller's United Electric 
Works, Ltd. 

Cords for telephones.—Macintosh Cable Co., Ltd. 

Ducts.—Doulton & Co., Ltd. 

Lead sheet and strip.— T, & W. Farmiloe, Ltd. 

Insulated staples.— Tower Manufacturing Co., Ltd. | 

Creosoted troughing wood.— Burt, Boulton & Haywood, Ltd.; Calder and 
McDougall, Ltd. 

Copper wire.— Enfield Ediswan Cable Works, Ltd. 

Laying conduits.—Many contracts for laying conduits in London and the 
provinces have been placed during the month. 

Manufacture, supply, drawing-in and jointing cable.— Newcastle, Durham, 
West Hartlepool: W. T. Henlev's. Telegraph Works Co., Ltd.; 
Brighton, Worthing, Ipswich-Aldeburgh : Johnson & Phillips, Ltd. 

Repairing battery, Birmingham Central Telephone Exchange.—Alton Bat- 
tery Co., Lid. 

Telephone exchange equipment.—Windsor : Automatic Telephone Manu- 
[шар Co., Ltd.; sub-contractors (ог batteries: D. P. Battery 
Co., Ltd.: for charging machines: Crompton & Co.; stock for 
Various automatic exchanges in contemplation: Automatic Telephone 
Manufacturing Co.. Ltd.; Warrington: Siemens Bros. & Co.; sub- 
contractors for batteries: Tudor Accumulator Co., Ltd.; for charging 
machine: Frylish Electric Co., Ltd.; Rock Ferry: Siemens Bros. 
and Co., Ltd.; sub-«ontractors for batteries: D. P. Battery Co., Ltd.; 
for charping machine: English Electric Co., Ltd. 

Transmitter (Seaforth, Liverpool, Wireless Station).—Radio Communica- 
tion Co., Ltd. 

Crown AGENTS FOR THE COLONIES. 


Cable.—British Insulated & Helsby Cables, Ltd.; Western Electric Co., 
Lth; Hooper's Telegraph & I. R. Works, Ltd. 

Copper wire, &c.—T. Bolton & Sons, Lid. 

Sounders, &c.— Automatic. Telephone Manufacturing Co., Ltd. 

Spares for Diesel engines.— English Electric Co., Ltd. 

Switchgear.—Metropolitan-Vickers Electrical Export Co., Lid. 

Telegraph line material, &c.—Siemens Bros. & Co., Ltd. ; 

Telephone apparatus.—British L. M. Ericsson Manufacturing Co., Ltd. 

Wireless station.—Marconi's. Wireless Telegraph Co., Ltd. 


COMMISSIONERS OF Posiic Wokks, DUBLIN. 
Electrical. work and supplies (Dublin district)—Handley & Robinson, Ltd. 


Keighlev.—Tramway Committee. Accepted:— 
Two motor-omnibuses (at present on hire) (£1,573 cach).—Lryland Motors, 
Ltd. 


Leyton.—The Urban District Council has recently set its 
seal to the following contracts :— 


Motor converters and armour-lad — switechyear.—Bruce Peebles & Co., 
Ltd. ; and Reyrotle & Co., Ltd. 

Ustra b.p. cable—W. T. Henley's Telegraph. Works Co.. Ltd. 

‘Tramway feeder cable.—Union Cable Co., Ltd. 

Transformers.—Hackbridge Electric Construction Co., Ltd. 

Overhead ccane.—Vaughin Crane Co., Ltd. 


London.—HaMMERSMITH.—Electricity Committee. Recom- 


mended :— 
Supporting steelwork in connection with the two additional boilers (£376).— 
Redpath, Brown & Co., Ltd. 

90-ton weighbridge, 20 ft. x 8 ft. (£450).—Whcessoe Foundry and Engineer- 

ing Co., Ltd. 

The Committee has agreed to the payment of ^n. additional £995 оп 
the contract of the Stirling Boiler Co, of £5,160, aceepred in 1918, for boiler, 
superheater, and fittings, due to the advances in the prices of materials, in- 
creases in wages, and reduction of working hours. 
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FORTHCOMING EVENTS. 


Society of Engineers.—Mondav, May lst. At Burlington House, Piccadilly, 
W. At 5.30 p.m. Paper on " The Testing of Small Electrical. Plant," 
(Part 11), by Dr. C. V. Dryxlale, 


Institution of Electrical Engineers (Western Centre).— Monday, May Ist. 
At the South Wales Institute of Enpinecrs, Park Place, Cardiff. Paper on 
* Electric Motor Starters," by Mr. J. Anderson, 
(Wireless Section).—W ednesdav,. May 3rd. MC the. Institution, Vic- 
toria Embankment, W.C. At 6 p.m. Paper on * Short Wave Directional 
Experiments," by Mr. C. S. Franklin. 


Electricity Supply Commercial Association (Greater London Division).—- 
Tuesday, Мау 2nd. At Stratford. Church Institute, 27, Romford Road, Е. 
At 7.30 p.m. Address by Мт, G. R. Smith, general secretary. 

Institution of Civil Engineers.-—-Tucsday, Мау 2nd. At the Institution, 
Great George Street, SW. At 6 p.m, James Forrest. lecture, ‘ Some 
Post-War Problems of Transport," by Sir J. A. F. Aspinall. 

Roentgen Society.—Tuecsdav, Мау 2nd. At the Institution of Electrical 
Engineers, Victoria Embankment, W.C. Ordinary meeting. 

Institute of Metals.— Wednesday, May 3rd. At the Institution of Mechanical 
Engineers, Storev's Gate, SW. At 8 p.m. Annual May Lecture by Prof. 
Sir E. Rutherford, F.R.S.. on ‘6 The Relation of the Elements.” 

iron and Steel Institute.— Thursday and Friday, May 4th and Sth. At the 
Institution of Civil Engineers, Great George Street, NW. At 10.39. алп, 
Annual general meeting, 

May 4th. At the Connaught Rooms. At 7 p.m. Annual dinner. 

Chemical Society.— lhursdav, May 4th. At Burlington House, Piccadilly, 
W. At B p.m. Ordinary meeting. 

Junior Institution of Engineers.-—Fridav, Мау 5th. At Caxton НАП, S.W. 
At 8 p.m. Lecturette, "" Gold. Castings. under Steam Pressure,” by Mr. 
E. H. Ching. | 

Edinburgh Electrical Society.—lridav, May Sth. At the Philosophical In- 
stitute. At B p.m. Annual meeting. 

Royal Society of Arts.—Friday, Мау Sth. At John. Street, Adelphi, W.C. 
At #30 p.m. Joint meeting with the Dominions and Colonies and Indian 
Sections. Lecture оп “ Imperial Wireless Communication," by Prof. 
W. H. Eccles, F.R.S. 

Association of Engineers-in-Charge.—Siturday, May 6th. At St. Bride's 
Institute, Bride Lane, KC. At 7.30 p.m. Informal discussion on 
“лол v. Multiple Expansion Steam Engines.” 

London Association of Foremen-Engineers.—Saturdayv, May 6th. At Can- 
non Street Hotel. At 6 p.m. Sixty-ninth anniversary festival. 

Electrical Power Engineers’ Association (Kent Section).—Siturday, May 
6th. At Slessati’s Restaurant, Rendezvous Street, Folkestone, At 3 p.m, 
General mecting. 
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THE “ELECTRICAL REVIEW” 


DEPARTMENT. 


SERVICE 


To enable us to complete replies to queries received this week 
we need the names of suppliers or manufacturers of :— 

An electrically-operated bolt whereby a front or other door 
can be opened from the top of a house (said to be in common 
use in American apartment houses). 


An adhesive tape wound on a cardboard bobbin which has 
а blue line running through its centre. 


NOTES, 


Fatality.— Through an explosion due, it is believed, to 
fusing of an electric cable of a coal-cutting machine, in View 
Park Colliery, Uddingston, Lanarkshire, eleven men were 1п- 
Jured and two have since died. 


The Jubilee Celebration of the Institution of Electrical 
Engineers.—.As previously intimated, if a sufficient number 
of applications are received. we shall be able to supply sets of 
the 13 portraits of electrical pioneers, Which we printed in con- 
nection with the I.E.E. Jubilee. A fair number of inquiries 
have been sent to us, but not yet enough to cover the cost; 
the offer will remain open for another fortnight. 


** Luciferin " Chemical Light.—The production of cold, 
artificial hight by chemical means has been achieved after eight 
vears’ experimenting by Prof. Newton Harvey, of Princeton 
University, U.S.A. The basis of the discovery is a substance 
which Prof. Harvey calls “luciferin.” lt is extracted from 
minute shell-fish. In essentials, it is stated, it is the same 
as that by which glow-worms produce illumination and which 
causes certain forms of decaying organic matter to glow. 
Isolated from insect or other organism, however, the sube 
stance soon loses its light-giving power, aud Prof. Harvey 
Was obliged to seek a method of perpetuating it. It was found 
that ©“ luciferin ’ regained vitality in contact with oxygen, 
but prolonged contact had the effect of again destroving the 
light-giving power. Prof. Harvey and his assistants therefore 
turned their attention to finding a catalytic agent which would 
produce the desired intermittent reaction between “ luciferin ” 
and oxygen. The nature of this reagent remains his secret. 
For practical purposes the light-producing composition is dis- 
solved in water. In a dark room a flask full of the liquid, 
presents the appearance of water burning with a dark blue 
flame. At a distance of 4 ft., save Prof. Harvey, it is possible 
to read a newspaper. At the present stage of development he 
admits that the light has no practical use. ‘‘ but like other 


work in pure science. no one can predict what the practical 
results will be." —Daily Mail. 


Appointments Vacant.—Electrical engineer and. tramways 
manager (£500), for the Bexley U.D.C.; chief assistant elec- 
trical engineer (£725) for the Bradford Corporation Elec- 
tricity Department. (See our advertisement pages to-day.) 


Educational.— ENGINEERING IN THE Post OrricE.—Sir Wil. 
liam Noble, engineer-in-chief of the Post Office, calls atten- 
tion in. The Times to the opportunities which the engineering 
branch of the Post Office offers and to the competitive 
examinations which are being re-introduced for assist- 
ant enginecrships. The first of these examinations is now 
taking piace. They are open to:— 

(a) University graduates holding engineering degrees. 

(b) Whitworth scholars. : „А | 

(c) Students of the Imperial College of Science and Tech- 
nology who have gained the Diploma of Membership 
of the Imperial College in physics or engineering, or 
who hold the Diploma of Associateship of the City and 
Guilds Institute. 

(d) Post Office employés nominated by the Engineer-in- 
Chief. 

The age limits are from 20/23 years, with the proviso that 
in the case of examinations held within two years of the date 
of the first examination the upper limit shall be 25 years. In 
the case of post-graduates who have acquired practical ex- 
perience in approved engineering works an extension of age 
based on the length of this experience, but not exceeding two 
years, may be granted. Further, an ex-Service candidate 
may be allowed to deduct from his age any time up to a maxi 
инип of two years which he has spent in the Forces. Success- 
ful candidates will be required to serve a probationary period 
of two years. 

Of more interest from the point of view of careers for boys 
is the open competition which is being instituted for the 
Junior grade of inspector in the Engineering Departinent. 
The age limits in this case are from 17 to 2. with a similar 
proviso that in the case of the examinations held within the 
next two years the upper limit shall be 22. In this case also 
ex-Service candidates may deduct from their ages any time up 
to a maximum of two years. A “ pass" standard must be 
reached in the following subjects :— 

(1) Pure mathematics; (2) applied mathematics; (3) heat. 
electricity, and magnetism; (4) engineering, drawing and de- 
sign, and in either (5) sound and optics; or (6) chemistry; 
and also in (7) personal qualities. 

Successful candidates are required to serve а probationary 
period of two years. These examinations will take place 
once or twice a year as the need arises. 

TECHNICAL TRAINING IN IND1A.—It is understood that the 
Government of the United Provinces is considering the ques- 
tion of erecting а large modern institution for the training of 
mechanical and electrical engineers. ‘The college will be 
located at Lucknow near the О. & R. Railway locomotive 
workshops.—Reuter's Trade Service (Bombay). 

КАКАРАҮ HOUSE ENTRANCE SCHOLARSHIPS.—AS8 a result of the 
entrance scholarship examination, held at Faraday House this 
month, the following awards have been made :— 

R. W. Griffin, County School, Beckenham, the * Faraday ” 
scholarship of fifty guineas per annum, tenable for two 
vears in college and one year in works. 

D. Moody, Central Foundation Boys’ School, London, the 

" Maxwell" scholarship of fifty guineas per annum, 
tenable for one year in college and one year in works. 

W. Swindells, Municipal Secondary School. Brighton, an 
exhibition of thirty guineas per annum, tenable for two 
years. | 

В. К. Watts, Aldenham School, an exhibition of thirty 
guineas per annum, tenable for two years. 

J. W. Bailey, Elizabeth College, Guernsey, 
prize of twenty guineas. 


D. F. Gover, Dulwich College, an entrance prize of twenty 
guineas. 


an entrance 


Service Notes.—Recruiting for the electrical branches of 
the service is not at all brisk at the moment. Ex-soldiers are 
being permitted to rejoin under certain conditions. Com- 
missioned Telegraphist G. H. Carkeet has been posted to the 
battleship Iron Duke. Additional officers of the electrical 
units formed during the war period have been posted. to the 
Territorial Reserve of. Officers. 


Rural and Urban Dwellings.— The United States Bureau 
of Census reports that in. 1920 there were 20,697,204 dwellings 
in the United States. Of these 54.1 per cent. are rural dwell- 
Ings; consequently there is a vast market for the electrical 
industry, which as vet has hardly been scratched, and the 
rural customers! demand will probably equal, if it does not 
surpass, that of the urban consumers.—Electrical World. 


Scientific Congress in Belgium.—The General Secretary 
of the Association des Ingénieurs sortis de l'Ecole de Lite 
informs us that the Congress with which the 75th anniversary 
of the foundation of the Association will be celebrated bas 
been postponed one week, and will open on June 18th, instead 
of June llth, 1922. Particulars of the Congress were given 1n 
our issue of March lOth, 1922, p. 343. 
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Provision of Power for Wireless Telegraphy.—The paper 
tbat Was read by Capt. J. H. Whittaker-Swinoton, 
A.M.LE.E., before the Wireless Section ot the Institution 
of Electrical Engineers on the above subject, had for its main 
objects the survey of the various forms ot power at high 
pressure which. have been used in. connection. with con- 
unuous-Wave wireless telegraphy since the eariy stages of the 
development of that system; an examination of present prac- 
псе In experimental working in connection With transmitting 
sets of small power; and a statement as to probabilities: re- 
garding the future. 

The essential requirements for producing © pure continuous 
waves ^ are set out and a description is given of successful 
methods, and of others. 

The conclusion reached is that direct (i.e., unidirectional) 
current directly generated is inherently the best forim of 
power, and that British engineers have now quite sutficient 
experience. and data to design and construct generating 
machinery for large outputs at the high pressure required 
for world communication. 

It is hoped that means may be found of carrying on the 
research work with alternating current, but at the moment 
the author considers that high-pressure direct-current still 
hulds the field, and for large-power sets it should certainly 
be possible to construct thoroughly sound  direct-current 
generators to give 10,000 volts and, say, from 20 to 80 
ашрегеѕ from one commutator. Such machines are, of 
course, quite special, and would be of the nature of special 
engine-driven generators or motor-penerators, Which arrange- 
ment would be very satisfactory, as by variation of field 
strength the transmitters could be more readily and safely 
tuned up to full power. The author has reeson to believe, 
however, that six-phase or twelve-phase transmission could 
be successfully arranged, using three-phase 50-period energy 
from public supply mains as the prime mover. 'Twelve-phase 
or. rather, twelve-half-wave continuous waves could be practi- 
cally as pure as direct-current-generated continuous waves, 
but for equal harmonics 16 is thought that they cannot be so 
ethcient. 

The subject 18 so large that no apology is made for not 
having written for the expert, us a more general paper 
appeared to be needed for the average member, and to pive 
general information to engineers and wireless enthusiasts. 


A Fire-damp Detector.—An invedtion by two London 


scientific engineers designed to make the detection of fire- 


damp certain is undergoing tests at the Home Ottice. lt 
comprises à small attachment for use with the present electric 
hand lamp which enables the user to note the actual amount 
of fire-damp, which can be easily read from a scale, ағу 
Dispatch. 

According to the Daily Telegraph the device is the work of 
Messrs. Alfred and Leo Williams, of Chiswick. Firedamp is 
found in most of the coal mines of the United Kingdom. One 
of the advantages of the '" methanometer’’ is that it will 
increase the proportion of the electric lamps employed, thereby 
providing an iluminant which will at once be more perfect 
ш Itself and less injurious to the eyesight. Messrs. Wiliiams's 
Invention will enable the workman to ascertain the 
actual amount of firedamp surrounding him, and, by adjusting 
the ventilation, reduce the quantity down to safe limits. The 
attachment is exceedingly small, and will fit snugly over the 
glube of the safety lamp. The inventors have a second string 
t. their bow—an automatic contrivance which eliminates the 
personal element altogether. It is set before the miner 
descends the shaft, and raises an alarm by flashing a light or 
sounding a bell the moment dangerous firedump asserts its 
presence. This device was brought to the notice of the Home 
Uthce two years ago, and is now passing the last tests. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—I.ivEnpoor, Sus-CENTRE. 
Мг. J. W. Beauchamp read his paper on “ Engineering Ad- 
vertising and the Work of the E.D.A.," before the Sub- 
Centre, on April 24th. The following members took part in 
the discussion :— 

. Messrs. Dickinson, Clothier, Hansom, Collie, Holttum, Col- 
lin and Nisbett. 

Edinburgh Electrical Society.—On April 22nd, members 
of the Society visited the recently constructed hydro-electric 
generating station which supplies the Tweed Mills, at Walker- 
burn, owned by Messrs. H. Ballantyne & Sons, Ltd. Mr. 
Ewan conducted the party over the works, and the Society 
was much interested in the unique arrangements for pumping 
water to a hill reservoir during idle hours and utilising this 
stored power for the day working of the mills, which we de- 
scribed recently. The Society had tea and held an informa! 
concert in the Walkerburn Hotel. 

Institute of Transport.—The Institute is to hold an inter- 
national congress at the Institution of Civil Engineers, from 
May 17th to 20th. 
ceedings and many eminent foreign and colonial experts 
will be present. Among the papers to be presented are several 
upon the design of mechanical vehicles and the financial as- 
pect of passenger and goods traflic. Capt. H. Riall Sankey is 


Sir Henry Maybury is to open the pro- 


to read a paper on '' Wireless as an Aid to Transport." A 
reception will be held on May loth, at the Hotel Métropole; 
the Lord Mayor will give a conversazione on May Lith; and 
on May lsth, the Institute’s third annua! dinner will ba 
given. 

Incorporated Municipal Electrical — Association.— hc 
annual general meeting of the Yorkshire Centre was held. on 
April th, Mr. C. N. rleflord. (vice-chiuriman). presiding. A 
new committee was elected, and at a subsequent meeting of 
this body the following officers were elected for the ensuing 
year :—Chatrman: Mr. W. M. Rogerson (Halifax); Vice- 
Chairman: Mr. B. A. Barker (Barnsley); Hon. Secretary and 
Treasurer: Mr. S. Derwin Jones (Batley). 

Mr. Rogerson was re-elected the Centre’s representative 
upon the Council of the L.M.E.A. 

A resolution urging the necessity for passing the latest 
Electricity (Supply) Bill into law was carried unanimously. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements, 


Mr. Henry Jackson, M.I.E.E., has retired from his position 
with the London & North Western. Railway Co., having 
reached the age limit. Hle was telegraph superintendent aud 
electrical engineer to the Lancashire & Yorkshire Railway Co. 
for a period of 324 years, and was transferred to the North 
Western Co. when the amalgamation took place. He coim- 
menced his career with Messrs. Tyer & Co. in 1877, and in 
1554 was appoimted electrical engineer to the Furness Railway 
Co. In these early days, in addition to railway telegraphs, 
he had considerable experience mi the electric lighting of 
docks, petroleum storage, and ship lighting. In 1559 he was 
appointed to the position on the Lancashire & Yorkshire Rail- 
way Which he has just resigned. He was chairman of the 
Railway Electrical and Telegraph Engineers’ Conference in 
1539, and again in 1915 for the duration of the war. Оп 
Tuesday, March 23th, the Railway Electrical and Telegraph 
Engineers апа a few personal friends entertained Mr. Jackson 
to dinner at the Euston Hotel and presented him with an 
easy chair and a silver tray suitably inscribed. Mr. Russell, 
of the Glasgow & South Western Railway, presided, and im 
making the presentation spoke in high terms of Mr. Jackson's 
abilities and his readiness at all times to assist and give 
advice to his colleagues, and wished him every happiness m 
his retirement. Mr. Fleming, of the Furness Railway, spoke 
in high terms of his old chief, under whom he served between 
1875 and 1559, and pointed out that Mr. Jackson was one of 
the pioneers in electric lighting, having lighted Ramsden 
Docks, Barrow, with three separate Siemens dynamos supply- 
ing current to three arc lamps on the top of 86-ft. lattice iron 
standards. 

Mr. J. A. BnourEY, A.M.LE.E., general manager of the 
Keighley Corporation tramways, was appointed, on Friday 
last, as general manager of the York City tramways. 

Faversham Town Council has reduced the salary of the 
electrical engineer from £450 a yeur to £416. 

Mr. A. MANIGHETTI. after three vears in Paris, has left the 
French technical staff there of the Hewittic Electric Co., 
Ltd., and is now connected with the same company's London 
branch (80, York Road, King's Cross, London, N.1), where he 
will be glad to meet old friends. 

Mr. J. С. AUSTEN, manager of Austen & Barnes, Ltd., elec- 
triclans, has been elected chairman of the Tonbridge Urban 
Council. 

Mr. RicHanp FitzHenry, formerly of the English Electric 
Co.. Ltd.. Siemens Works, at Stafford, has eommenced, his 
duties with Messrs. Callender's Cable & Construction Co., 
Ltd., Hamilton House, Victoria Embankment, E.C.4, as com- 
mercial and technical representative in the London district 
for cable accessory gear, Including Joint boxes, network boxes, 
house service boxes, &c.. and cables. 

Manchester Corporation Tramways Committee has ap- 
pointed Major H. MarriNsoN the chief civil engineer of 
the Corporation tramways department (see Burc. Rev., April 
2]st, p. 562) to be general manager, as from July Ist next, at 
a salary of 21.400 per annum. l 

Obituary.—Mr. Нако о EMMOTT.--\We regret to record that 
Mr. Harold Emmott (the only son of Mr. Walter Emmott, 
M.Inst.C.E., M.LE.E.. consulting engineer, of Halifax), died 
suddenly in his father's ofice on "Thursday last week, 


at the early age of 35. He was educated at the 
Higher Grade School and Technical College, — Halifax, 
and at Woodhouse Grove School, Apperley Bridge. Пе 
was apprenticed with Mr. Shaw, City electrical engi- 


neer, Worcester, and afterwards acted as assistant to 
Mr. Busby, of the British Insulated & Helsby Cables, 
Ltd., on London cable contracts, and with the I,.C.C. Elec- 
tricity Department. He joined his father in March, 1913, his 
first work being the installation of electricity supply in the 
town of Bingley. He was a member of the 6th London Field 
Ambulance (T.), transferring to the 2nd Northern General 
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Hospital, Leeds, and on the outbreak of war he was mobilised, 
promoted sergeant, and was in charge of the X-ray Depart- 
ment at Beckett's Park, Leeds, until the end of lyld. He 
then applied for and obtained a commission in the R.E., and 
served in France until March 23rd, 1917, being invalided out. 
He then obtained a position us constructional engineer with 
the Bradford Corporation, rejoining his father some two years 
ago. Не was an Associate Member of the Institution of Hlec- 
trical Engineers, being admitted a student in 1903. He was 
a Freemason. "he sympathy of all who know his father, Mr. 
' Walter Emmott (one of the oldest. members of the protession) 
will go out to him and the family in their sad bereavement. 
To the many personal friends of Mr. Haroid Emmott his 
early death will mean much by the loss of a bright, genial 
and gentlemanly dispositioned member of the electrical fra- 
ternity. He leaves a widow and daughter. 

Captain L. C. Canvs-WiLSON.—We regret to note that Capt. 
Louis Charles Carus-Wilson, M.C., R.C.S., assistant experi- 
mental officer at the S.E.E., Woolwich, passed away on April 
23rd in the Red Cross Hospital for officers at Brighton. Death 
was the result of tuberculosis, contracted on service in the 
Near East. Captain Carus-Wilson, who was only 25 years of 
age, was the second son of Ashley Carus-Wilson, late professor 
of electrical engineering at McGill University. The Times, in 
referring to his work in connection with wireless telegraphy 
in the war, savs that he received the М.С. " for invaluable 
services rendered at the Battle of Messines, where, 
heavy shell fire during seven days, he showed the greatest 
skill and resource in using, for the first time im action, the 
latest invention in wireless signals. . . . . After lecturing on 
electrieitv to the British troops at Ohligs, he was recalled, 
and selected by the War Office in 1919 to be ' the representa- 
tive British officer’ at l'Ecole Supérieure d'Electricité, of 
"uris. There he won the diploma in radio-telegraphy, &c., of 
the University of Paris, and passed out of the wireless school 
first on the long list of foreign officers who completed the 
course. He was then attached to the Wireless IIeadquarters 
Staff at the Horse Guards, and later on, when engaged in 
original research at Woolwich, was appointed to represent the 
War Office during the installation at Cairo of the first link of 
the Imperial Wireless Chain." Cant. Carus-Wilson was an 
Associate of the Institute of Radio Engineers of America. 

Mr. I. SrEPHENSON.— The death occurred on April 15th, in 
his 69th year, of Mr. Isaac Stephenson, electrical contractor, 
for many years in business in Flowergate, Whitby. 


 Will.—Mn. ALEXANDER McGEocH, of Birmingham (W. 
McGeoch & Co.) left £37,631. 


NEW COMPANIES REGISTERED. 


Plant and Supplies, Ltd (181,109).—Private company. 
Registered April 12th. Capital, £4,000 in £1 shares. To carry on the business 
of electrical and mechanical engineers, dealers in electrical and mechanical 
plant and engineering supplies, &c. The subscribers (each with one share) 
are: A. P. Pope, Toddington, Beds., ergineer; J. P. Southwell, 18-19, Iron- 
monger Lane, E.C., C.A.; A. P. Pope is the first director. Registered office: 
12 and 13, Henrietta Street, W.C.2. 


Instrument Screw Co., Ltd. (181,233).—Private company. 
Registered April 20th. Capital, £3,000 in #1 shares, To carry on the business 
of manufacturers of screws and parts for electric and scientific instruments, 
and small engineering and scientific apparatus, &c., in the U.K. or elsewhere, 
The first directors are: E. Homberger, 17, Kenton Road, Harrow-on-the-Hill 
(managing director and chairman); H. Booty, 25, Kenton Road, Harrow-on- 
the-Hill, Secretary: Н. C. Booty. Registered office: Stanley Road, South 
Harrow. 


Haywards Heath and District Electric Supply Co., Ltd. 
(181,143).—Registered April 13th. Capital, £30,000 in £1 shares. To acquire 
from E. A. Bridge, Н. Dearden, Н. Finch, T. White and E. Prior, with the 
consent of and on such terms and conditions as may be approved by the Elec- 
tricity Commissioners, the undertaking authorised by the Haywards Heath 
and District Electricity Special Order, 1922, and to carry оп the business of 
suppliers of electricity in all its branches. The first directors are: Е. A. 
Bridge, Naldretts, Hurstpierpoint; H. Dearden, Lyhoath, Haywards Heath; 
Н. Finch, Hornbeam, Haywards Heajh; T. White, Grenville, Haywards 
Heath; E. Prior, ChurcF Road, Burgess Hill. Minimum cash subscription, 
27,000. Qualification, £500. Secretary: О. S. Jaques. Registered office: 
Hornbeam, Perrymount Road, Haywards Heath, Sussex. 


Power and Traction Finance Co., Ltd.—Registered on 
April 20th by Messrs. Linklaters and Paines, solicitors, 2, Bond Court, E.C.4, 
as a “ private’? company with a nominal capital of £250,000 in £1 shares. 
The objects as defined in the memorandum of association are (inter alia): To 
seek and secure openings for the employment of capital in any part of the 
world, to apply for and turn to account any Act of Parliament, decree, con- 
cession, right or privilege, to carry on, finance, assist or participate in trading, 
financial, commercial, industrial, manufacturing, mining and other businesses, 
works, contracts and undertakings, and to carry on business as exporters and 
importers of any articles and as general engineers and contractors, and any 
business usually carried on by trust, finance, land, mortyage and agency com- 
panies and bankers, to promote companies, to purchase, underwrite, subscribe 
for, hold and deal іп investments and securities of all kinds, and to acquire, 
construct, equip, carry out, administer and control public works and con- 
veniences of all kinds. The subscribers to the memorandum of association 
(each signing for one share) are two clerks. The first directors are: Wm. L. 
Hichens, Sir John Hunter. K.B.E., the Rt. Hon. Lord Meston, K.C.S.1., 
P. J. Pybus, C.B.E., Sir Hugh Reid, Bt., C.B.E., and J. Sampson, C.B.E, 
No share qualification is required. The remuneration of the directors is to be 
determined by the company in general meeting. The directors may exercise 
all the powers of the company to borrow or raise monev and to ertgage or 
charge the undertaking, property and uncalled canital of the company, and to 
create and issue debentures, debenture stock and other securities of any 
description, The company is empowered (on the recommendation of the 
directors) to pass a resolution to canitalise undivided profits and to allot bonus 
shares and securities. Share transfers are restricted. Shares proposed to be 
transferred must be offered first. to existing shareholders at a price to be 
fixed bv the proposing transferor or by arbitration. No notice of situation of 
registered office was on the file to April 24th, on which date the file first 
became available for inspection. The file number is 181,220. 


under ' 


Kohler Co., Ltd.—Registered as а *'' private" com. 
pany on April 20th by Messrs. H. C. Davies & Son, 222, Strand, W.C.2, wnh 
a nominal capital of £10,000 in £1 shares. The objects are: To act as im. 
porters and exporters, as principals or agents, of wares and goods manu. 
factured or sold by the Kohler Co., of Kotler, Wisconsin, U.S.A., to manu- 
facture and deal in Kohler automatic power and light machines, plant snd 
accessories, electrical and other machinery, internal combustion, gas and 
other engines and dynamos, Kohler enamelled plumbing ware, baths, basin», 
lavatories, sanitary ware and fittings, pipes, tubes, brass, iron and other metal 
and enamelled goods, household articles, vacuum cleaners, implements, pump», 
agricultural and domestic machinery and appliances, &с. The first director, 
are: W. J, Kohler, 10, High Street, Kohler, Wisconsin, U.S.A. manu- 
facturer; W. B. Clark, Bank House, Tring, Herts., merchant; and J. Pez- 
cock, 143, Gleneldon Road, Streatham, 5.W.16, barrister. Mr. Peacock is a 
Lritish subject by birth, and the other two are citizens of the U.S.A. by 
birth. Qualification: one ordinary share. Remuneration, £1 euch per annum, 


ог as the company may decide. [he registered office 15 at 329, High Holborn, 


W.C. The file number is 181,235. 


James Gordon & Co., Ltd. (181,247).—Private company. 
Registered April 21st. Capital, £15,000 in 8,000 7} per cent. preference shares 
of £l each and 14,000 ordinary shares of 10s. each. To adopt agreement 
with J. Gordon and J. J. Lassen and tu carry on the business of founders, 
mechanical, electrical, and marine engineers, manufacturers. of water tur- 
bines, governors, pipe lines, and other water-power machinery, &c. The sub- 
scribers (euch with one ordinary share) are :—S. Pennells, 75, Bulwer Комі, 
Leytonstone, E.11, law clerk; B. Н. Gower, 136, Colney Hatch Lane, N.U, 
managing clerk. The life directors are: J. Gordon (chairman) and J. J, 
Lassen. Qualification of ordinary directors, £250. Registered. office: Winds 
llouse, Kingsway, W.C.2. 


Peacehaver Electric Light and Power Co., Ltd.—Regix 
tered as a public company on April 21м with a nominal capital of 
£20,000 in 15,090 10 per cent. preference shares of £1 each and 20,000 ordinsry 
shares of 55. cach. To acquire certain. plant and machinery and the right 
to supply eleciric light and power to owners, leaseholders, and tenants on 
the * Peacehaven " estates and elsewhere, and to adopt an agreement with 
the South Coast Land and Resort Co., Lid. The minimum cash subscription 
upon which the directors may proceed to allotment is £7. The first: directors 
are: Rt. Hon. Lord Tevnham, 1194, Mount Street, W. (director, Fanti Сос. 
solidated Mines, М); C. W. Neville, Avenue Chambers, 4, Vernon Place, 
W.C.l. (director of South Coast Land and Resort Co., Ltd.); €. F. Gold, 
Avenue Chambers, 4, Vernon Place, W.C.1 (director of South Coast Land ал! 
Resort Co., Ltd.). Qualification (except. first directors), £100. Remuneratior, 
£300 per annum, divided between them. The registered. office is 4, Verna 
Place, W.C.1l. The file number is 181,255. 


Bideford and District Electric Supply Co., Ltd. (181,201). 
—Registered April 19th. Capital, £25,000 in £4 shares (7,500 preference ara 
17.500 ordinary). To acquire from S. I. Knill the rights, benefits, and 
interests referred to in three agreements, two dated April 7th and December 
loth, 1921, between himself and the Borough of Bideford, and one dated 
January 9th, 1922, beiween himself and the Urban District Council of Northam; 
to adopt. three agtresments dated February 9th, February 9th, and February 
14th, 1922, with the said S. I. Knill, Crompton & Co., Ltd.. and Bartlet, 
Bayliss & Co., Ltd., and to carry on the business of suppliers of electricity in 
Dideford and elsewhere. The first directors are: Major W. Ascott, OBE. 
** Westbridge," Bideford; E. W. S. Bartlett, ** Glenburnie," Bideford (direvter 
Bartlett, Bayliss & Co.. Lid., &c.); J. U. Fulford, J.P.. ** Southcott, Y. Bide 
ford (director J. U. Fulford & Sons, Ltd.); J. N. A. Houblon, МЕЕ. 
" Boxford," Newbury, Bucks. (director Twiss Electrice Transmission Co. 
Ltd., and other companies); Sir Robert M. Hyslop, Ј.Р., C.C., "Cex 
Lawn," Beckenham (director United Kingdom Provident — Institution. anc 
various companies); H. N. G. Stuckley, J.P., “ Moreton,” Bideford (director 
Bartlett, Bavliss & Co., Ltd.); G. C. Smyth-Richards, C.B.E., ** Filleigh," 
South Molton (director Bartlett, Bayliss & Co., Ltd., and Lynton Lift Со, 
Ltd.). Minimum cash subscriptions, 7 shares. Qualification, £200. Secre- 
taries: R. & R. B. Blackmore. Registered ofice: Alexandra House, The 
Quay, Bideford, Devon. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES, 


Newcastle and District Electric Lighting Co., Ltd.—Mort- 
gage debenture dated March 27th, 1922, to secure £10,000 and further sums nz 
exceeding in the aggregate £20,000, charged on the company's. undertukin, 
and properiy, present and future, including uncalled capital and ali mones 
resulting from any compulsory sales under апу coniraet prior to above daie 
or any provisional order ог Act of Parliament, subject. to certain. prier 
charges. Holder: J. Priestman, *' Cliffside?' Roker, Sunderland. 


Omega Lamp Works, Ltd.—Particulars of £1,000 deben. 
tures authorised April lith, 1922; whole amount issued; «charged on the com- 
pany's undertaking and .propertv, present and future, including unculie 
capital. 

Thomas Wilkinson (Arnside), Ltd.—Debenture and as 
collateral security thereto, a mortgage, both dated April 7th, 1322, to secure 
£10,200, charged on the company’s undertaking and property, present and 
future, including uncalled capital, and the electrical works and land а! 
Arnside, Westmorland. Holders: Bank of Liverpool and Martins. 


Lancashire United Tramways, Ltd. (87,011).— Return 
dated March 13th, 1922. Capital, £200,000 in £1 shares. 192,874 shares taken 
up #7 paid. £192,871 considered as paid. Mortgages and charges: Prier 
lien debenture stock £250,000 (a further £40,000 of this stock has bva 
deposited as security for possible advances); second mortgaye debenture stek 
£296,500; deferred debenture stock issued, having no charge over the asses ’ 
of the company, £83,330. 


Cambridge Electric Supply Co., Ltd. (36,457).—Return 
dated March loth, 1922. Capital, £100,000 in £10 shares. 9,911 shares taken 
up. £99,110 paid. Mortgages and charges, £57,450. 


Burgess Hill and District Electric Supply Co., Ltd. 
(85,698).—Return dated March 10th, 1922, Capital, £6,000 in £1 shares (3! 
ordinary and 3,000 preference). AH shares taken up. £3,900 paid. £100 «л 
sidered ‘as paid. Mortgages and charges, £1,200. 


W. S. Laycock, Ltd. (63,203).—Return dated 
2nd, 1922 (filed March 8th). Capital, £150,000 in £1 shares (100,0 
and 50,000 preference). — All shares taken up. — £30,007 paid. 
sidered as paid. Mortgages and charges, £216,800. 


Spicer & Co., Ltd.—Satisfaction to the extent of £9 on 
February 2nd, 1922, of debentures dated February 23rd, 1915, March lei. 
1916, and August 15th, 1917, securing £1,350. | 

Sun Electrical Co., Ltd.—Satisfaction to the extent of 


тою March 3lst, 1922, of debenture stock dated March 31st, 1911, securing 


Steel Wing Co., Ltd. ( formerly Krieger Electric Carriage 
Syndicate, Ltd.).—D. Н. Emby, of 48a, Gillingham Street, S.W., ceased 0 
act as receiver or manager on April 12th, 1922. 
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CITY NOTES, 


Mr. Harry Kahn presided at the annual 
mneeting on April 19. In presenting the 
report and accounts, he suid that the 
balance at profit and loss, £5,209, was 
practically the same as before. The divi- 
sion of this profit, however, was a different. 
matter, as last vear besides the current interest on the fund- 
ing certificates, the whole of the arrears were paid off. 
Accordingly the directors now recommended a dividend of 
б per cent. on the ordinary shares; 6 per cent. on the cumu- 
lative preference shares; and 44 per cent. interest оп the 
funding certificates; a balance of £356 was carried forward. 
The chairman then referred to the working results of the 
Chiswick Electricity Supply Corporation, Ltd., the whole of 
the capital of which is held by the West London Co.; this 
report was dealt with in our issue of April Mth (p. 530). The 
report and accounts were adopted and the retiring directors 
re-elected, and at a subsequent extraordinary meeting it Was 
unanimously agreed to inerease the directors’ remuneration 
fron £1,200 to £1,800 per annuin. , 


For the year ended December 31st, 1921, 


West London 
& Provincial 
Electric Supply 
Co., Ltd. 


National there was a profit of £9,681, plus £8,533 
Electric brought forward. The directors recom- 
Construction mend that there be put to depreciation on 
Co., Ltd. free Wired installations £1,000, to general 


reserve £5,000, to reserve for equalisation 
of dividends £3,000, to reserve, Dewsbury and Ossett Tram- 
ways £1,300, A dividend of © per cent. requires £5,100, and 
there is to be carried forward £4,820. The company is finan- 
cially interested in the following undertakings :—Rhondda 
Tramways Co., Ltd.; Torquay Tramways Co., Ltd.; Mex- 
borough. and Swinton Tramways Co.; Musselburgh and Dis- 
trict Blectrig Light and Traction Co., Ltd.; Dewsbury and 
Ossett Tramways: City of Oxford Motor Services, Ltd.: 
Bo'ness and Carrarvon Electricity Undertakings: and Wis- 
beh Electric Light & Power Co., Ltd. The coal strike and 
subsequent trade depression adversely affected the results, but 
the profits generally have been satisfactory, the net revenue 
from interest on investments, less interest paid, being £5,399. 


According to the Financier, the net 
revenue for 1921 from all sources (inelud- 
ing £35,457 arrears of interest for vears 
1014-10 upcn 5 per cent. obligations of 
German © Trans-Oceanic — Electric Co.) 
amounts to £80,693, plus £6,952 brought forward. There 
has been transferred to general reserve £30,000, as well as 
other sums amounting to £10,654, held in suspense to cover 
certain contingencies. The directors recommend a dividend 
of 6 per cent. upon the 6 per cent. preference shares and a 
dividend of 7 per cent. for year on the ordinary, reserving for 
taxation £10,000, carrying forward £9,104. The board also 
recommends that £49,573, part of general reserve fund, be 
capitalised and divided among ordinary stockholders. The 
hoard has not been advised that all formalities connected with 
transfer of assets of German company to Spanish company 
have been completed, and therefore the contract between 
the company and Compania Hispano-Americana de Electrici- 
dad, referred to in last year’s report, has not vet been for- 
mally declared effective. It is, however, anticipated that all 
formalities will be completed by an early date, and in the 
meanwhile the Spanish company has punctually met all 
interest payments upon outstanding obligations and also the 
first annual repayment of principal due on October 1st last. 


River Plate 
Electricity 
Co., Ltd. 


Meetings of the 6 per cent. mortgage 

Southern Brazil debenture-holders, 8 per cent. 10-vear note- 
Electric Co., holders and shareholders cf this company 
Ltd. are to be held to-day to consider a 
scheme of arrangement which provides 

that the redemption of the first debentures be suspended for a 
period of four years; that the £182,800 8 per cent. notes be 
converted into £182,800 10 per cent. cumulative preference 
shares, ranking for dividend as from Julv, 1996; and that 
the present paid-up share capital, viz., £650,000, be reduced 
by 50 per cent., making the present £1 shares 10s. shares 
fully paid, and the amount thus written off, viz.. £325,000, 
with the whole or part of the sum of £70,050 standing to 
debenture redemption reserve, together £395,050. to be 
utilised (says the Financier) for writing off or writing down 
the following: The debit balance on profit and loss acconnt 
to December 31st, 1920, of £37,850: the estimated loss for 
1921, £30.000; preliminary expenses, £25,000: discount on 
issue of debentures and expense of further issue, £36,087; 8 
per cent. notes issue expenses, £440; depreciation reserve, to 


h apolied in writing down investments and assets in Brazil, 
265 673. 


Provincial Cinematograph Theatres, Ltd.—Net profit for ' 


the year ended January 31st. 1999, £100,780, plus £36,658 
brought forward. The profit is not sufficient to allow of the 
payment of the half-yearly dividend (due January Ist) on 
the cumulative particinating preferred ordinary shares. or of 
à dividend on the ordinary shares. The Government Amuse- 
ment Tax was more than the entire profits. For the pre- 
ceding year the dividend was 12 per cent. 


Cuba Submarine Telegraph Co., Ltd.—The receipts for 
1921 were £65,974 and the expenses £33,010. After providing 
£5.502 for income tax and £9,334 on account of E.P.D., the 
balance is £15,125 plus a difference in exchange of £6,959 and 
£26,640 brought forward, making £48,732. £15,000 has been 
added to the general reserve fund. Interim dividends were 
paid at the rate of 10 per cent. per annum, less income tax, 
on the preference shares, and at the rate of 5 per cent. per 
annum, free of income tax, on the ordinary shares, and the 
directors recommend final dividends at the same rates and a 
bonus of 4s. per share on the ordinary shares, free of income 
tax, leaving £16,532 to be carried forward, subject to excess 
profits and other duties. The new section between Cape 
Cruz and Santiago has been laid at a cost of £37,562, and 
several repairs, including that of the Cienfuegos-Santiago 1905 
cable, have been carried out during the year, costing £14,690. 
Both these amounts have been charged to the reserve fund. 


Italian Companies.—The following companies have raised 


~ their capital: Società Tdroelectrica dell'Ossola, Milan, from 


à to 20 million lire; Manifattura Ceramica. Pozzi, Turin, from 
2 to 34 million lire; Società Industrie Telefoniche — Duglio, 
Milan, from 6 to 7 million lire; Società Anonima [droelettrica 
Veneta, Venice, from 2 to 50 million lire; Società Anonima 
Volsina, Rome, from 5 to 6 million. lire: Societh Anonima 
Idroelettrica Valle del Liri, Rome, from 100,000. to 5,000,000 
lire; Società per Lmprese ferroviarie e Lavori pubblici, Rome, 
from 100,000 to 2,500,000. lire; Società Anonima per la Pro- 
duzione di Materiali isolanti per l'Elettricità, Genoa, from 
300,000 to СОО (Кю Tire; Elettricith e Gaz Novi Ligure. Genoa, 
from 1,000,000 to 2.000,000. lire; and Ferrovie Elettriche 
Liguri, Genoa, from 600,000 to 1,200,000 lire. 


Austrian Company.—The report of the Felten and Guil- 
leaume Co., of Vienna, states that the results obtained in 
]921 were considerably better than in the preceding vear. 
With the exception of slight? stagnation in the middle of the 
vear all the departments were well occupied. and the new 
financial vear had been entered upon with a sood stock. of 
orders. — After having made provision for depreciation the 
accounts show net profits of 156,070,000 Austrian crowns and 
a dividend at the rate of 50 per cent. has been declared, as 
compured with 80 ver cent. in 1920. 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under Rule 1483 :— 

City of Wellington 54 per cent. debentures, 1940.— £519,000 
Wellington City Electric Power Station Construction and 
Tramways Improvement Loan, 1920; and £174,000 Wellington 
City Water Supply Loan, 1920, issued at 98 per cent., partly 
paid and fully paid, after issue of Allotmenv Letters. 

The undermentioned have been ordered to Бе officially 
quoted :— | 

Brush Electrical Engineering.—248,075 ordinary shares of 
£1 each, fully paid (Nos. 210,489 to 458,563). : 

Lancashire Electric Light & Power.—£535,000 74 per cent. 
prior hen debenture stock, 


British Electric Transformer Co., Ltd.—The accounts for 
the year ended December, 1921, show that after paying all 
manutacturing costs and expenses of administration there is 
a net profit of £91,416, plus £6,178 brought forward. It 18 
proposed to place £15,000 to reserve, £4,000 to depreciation 
reserve; £21,000 is required for the preference dividend of 
7 per cent.; the dividend on the ordinary shares is 10 per 
cent. for the year, plus a bonus of 94 per cent. (£40,625) ; 
£4,261 extra remuneration ‘to directors; carried forward) 
£12,708. Meeting: May 2nd. 


Greenock and Port Glasgow Tramways Co., Ltd.—After 
providing for all expenses, mortgage interest, &c., and setting 
aside £15,675 for renewals, there is a surplus on the year’s 
working of £7,482, plus £410 brought forward. It is pro- 
posed to put to sinking fund for loan redemption, £1,796, 
and to reserve, £1,000. After paying a dividend of 5 per 


cent. on the preference shares, £1,597 is to be carried forward. 


New Issue.--There has recently been offered in London, 
on behalf of the City of Wellington, New Zealand, £693,000 
54 per cent. debentures at 98 per. cent. (£519,000 Wellington 
City Electric Power Station Construction and Tramways Im- 
provement Loan, 1920, and £174,000 Wellington Citv Water 
Supply Loan, 1920), payable £5 per cent. on application, £43 
on allotment, and £50 on June 16th. The debentures of the 
two loans will, as far as possible, be allotted pro rata. 


Calcutta Electric Supply Corporation, Ltd.—At the meet- 
ing early in May the directors will recommend a final divi- 
dend on the ordinary shares for the half-year ended December 
315%, 1921, at the rate of 6 per cent. actual, making 10 per 
cent. for the vear, plus a bonus of 1 per cent. Relief will be 
given, as heretofore, in respect of Indian taxation. 


Oriental Telephone & Electric Co.. Ltd. Subiect to final 
audit the directors recommend final dividends of 3 per cent. 
on the preference shares, less income tax (making 6 per cent. 
for the year), and 6 per cent. on the ordinary. making 10 per 
cent. for the year. free of tax; also a bonus of 2 per cent. on 
the ordinary shares, free of tax. 


Bell’s United Asbestos Co., Ltd.— Tota! dividend for the 
year 10 per cent., carrying forward £34,013. 
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Ever Ready Co. (Great Britain), Ltd.—The directors re- 
commend the payment of a final dividend of 5} per cent. on 
the preference shares, making 9 per cent. for the year ended 
March, 1922, and 9 per cent. on the ordinary shares. The 
meeting will be held on May 8154. 

Montreal Light, Heat and Power Co.—Quarterly divi- 
dends of 14 per cent. on the consolidated shares and 2 per 
cent. on the common shares have been declared. 


STOCKS AND SHARES. 


TUESDAY EVENING. 

Fresa accessions of strength mark all the investment depart- 
ments of the Stock Exchange. It will, perhaps, show more 
clearly than anything else what is the present state of affairs 
if an incident is related which occurred in a stockbroker's 
office one day this week. A client sent in to the broker a 
cutting from the ELeeTkICAL REVIEW in which 1t was men- 
tioned that five of the principal electricity. supply companies’ 
shares could be obtain at prices which would yield 5 per 
cent. on the money. When this was written the shares were, 
of course, all on offer. Within the course of a few days, not 
only had the supply been absorbed, but prices had moved up, 
on to a 7 per cent: level, and, moreover, there was not one 1n 
that quintette of shares which could be bought at all. Ihe 
client complained bitterly at being unable to get the offer of 
shares which he knew, through the medium of the Review, 
were on offer at the time, but, as the dealers remark, they 
cannot manufacture shares, and if people decline to sell, 1t 1s 
impossible to supply would-be purchasers. 

In the light of this incident, it 15 scarcely necessary to 
remark that the quotations in tue accompanying price-lists do 
not necessarily imply that shares can be obtained at the prices 
named, or, indeed, that the shares can be obtained at all. 
The investor sees the gilt-edged stocks rising to levels at 
which the return on the money comes to less than 5 per cent., 
and he asks, naturally enough, what inducement there 1s for 
him to sell sound shares unless he knows of something equally 
attractive into which he can put the money. New Zealand 
succeeded in floating a loan this week of five million pounds 
in 5 per cents. for which the Colony received 100 per cent., 
setting a fresh high standard of yield for these days, and 
bringing about further improvement in all similar securities. 
The difficulty of knowing what to do with the money is al- 
most as great as knowing how to obtain that money 1n the 
first place. One has heard the semi-humorist complain that 
money is useless nowadays, because it is impossible to fipid 
profitable employment for it. | 

St. James's & Pall Mall shares at 8 are 15s. higher. Metro- 
politans at 53 are 5s. up, and so are Londons at 48. County 
ordinary rose to 96s. 3d. bid, Citys are X up at 37s. 6d., Ken- 
singtons at 6$ show a gain of 55. This kind of thing 1s com- 
mon throughout all the lists of good industrial stocks and 
shares. 

Manufacturing shares are affected sympathetically by the 
strength of the supply descriptions. General Electric at 
945. 3d. are 1s. 6d. up. but the principal movement is 1n 
English Electrics which have risen no less than 6s. to 165. 3d., 
while the preference at 175, Gd. are 16. 3d. better. — Ele-trie 
Constructions at 1 3/16 are 1s. 3d. higher, and British 
Aluminiums gained half-a-crown at 165. 3d. Edisons improved 
to 5s., and the cable manufacturing shares are also а good 
market, Henlevs hardening to 2}. Telephone Manufacturing 
Notes have risen to 108, with little supply on offer. British 
Electric Transformers attracted attention by reason of the 
report, which shows the company to have made a net profit 
of £83,000—an increase of £18,000 over the figures of the 
preceding vear. The dividend is maintained at 193 per 
cent., £15,000 is put to reserve and the substantial sum of 
£12.700 goes forward. The price of the shares is about 24s. 

River Plate Electricity stock has risen several points to 
120, on the declaration of a dividend of 7 per cent. for the 
year, and Canadian General Electrics are firm at ЮЗ, al- 
though the report now to hand does not exhibit those indica- 
tions of progress which are obvious in тапу of the British 
electrical undertakings. The company is paying 8 per cent. 
for the vear, а reduction of 2 per cent.. and even to do this 
the surplus has to be drawn upon to the extent of 992.000 
dollars. The reserve account, however. still stands at the 
substantial amount of seven million dollars. 

The Ever-Readv Co. announces a dividend of 9 per cent. 
on the ordinary shares, an increase of over 4 per cent. as com- 
pared with that of a vear ago. and the 7 per cent. partici- 
pating preference get an additional 2 per cent. bv reason of 
their rights. The ordinarv shares are quoted at half-a-guinea : 
the preference are about 10s. 

Underground Electric income bonds are better at 77}, and 
Central London assented ordinary rose to 66, but otherwise 
the market is inclined to be dull. Metropolitan Consolidated, 
in which there seems to be something of a weak bull account, 
fave way to 41. The company received applications for nearly 
84 million pounds sterling of the £600,000 5 per cent. pre- 


ference stock offered a fortnight ago. A premium of 63 points 
was promptly established, and has been steadily held. british 
Columbia Electric stocks are all substantialiy higher, &he 
deferred leading with a gain of five points at (63. On many 
previous occasions some surprise has been expressed here at 
the way in which the stock appeared to be overlooked by 
the speculative investor, and the rise of the past month will 
surprise nobody who has followed with any attention the 


fortunes of the company. 


the preference shares at 15s. have scarcely moved. 


Mexicans are quieter after their 
boom of the previous week. 


Anglo-Argentine Tramways $ 
per cent. debenture is no less than 6 points higher at 83}. 

~Murconis have taken a jump to 5Us., showing a раш of 
Gs. 3d. on ‘the week. Radio common shares, which were а, 
dull market at 14s. 6d. just lately, are now 19s. 9d., though 


Other 


Marconi shares are also better, Canadians being 115. 3d. 
There is no diminution of strength in the cable market, Eas 


tern ordinary and Globes both showing improvements. 


Chile 


Telephone advanced to 6, and of the stocks in the American 


lines, Anglo-American deferred is better at 


D». 


ant ond у . 


Armament shares went ahead briskly until the labour out- 
look became overcast again, when Armstrongs and Vickers 
both guve way from the best prices touched. The rubber 
share market is tolerably steady, owing to the unexpectedly 
good showing made by various rubber-producing companies, 
whose reports are now making their appearance. * The price 
of the produce gives little encouragement to the market, but 
rubber shareholders are well-accustomed to cheques on the 


Jank of Hope. 


The engineering group is steady, and bus- 


ness all round in stocks and shares shows a very noticeable 
improvement ав compared with what it was at the begin. 


ning of the year. 


SHARE LIST OF ELECTRICAL COMPANIER, 


: Номв ELECTRICITY COMPANIES, 
Dividend. Price 
^c JO April 25, Rise or 
1920. 1921, 192?, fall. 

Brompton Ordina ee ee ee 12 12 74 = 

Charing Cross Ordinary uri. A 9 1 AN А 
о, о. о. e eo ` + 

Chelsea os ee oe ee co 6 Hi БА = 

City of London .. ea gd со 24 14 lá *à 

do. do. 6 per cent. Pret... 6 6 21/- — 

County ої London .. .. .. 8 8 lyi + Ts 

do. do. 6 per cent, Pref... 6 6 1 — 

Kensington Ordinary .. га sė 9 10 6È +} 

London Eleotric. . ee ee ee 9% 4 lH AT 

do. do. 6 percent. Pref... 6 6 4& + } 

Metropolitan  .. ав T сЕ 3 q БА +} 

do. 44 per cent, Pref... 4 4 8р — 

Bt. James' and Pall Mall .. .. 29 19 8 +} 

South London .. m = is 1 7 8 ~- 

South Metropolitan Pref. .. s 1 1 1 — 

Westminster Ordinary. . ee ee 10 10 1 — 

TELEGRAPHS AND TRLEPHONES. 

Anglo-Am, Tel. Pref. ee ее ee 6 102 — 

do. ef, .. es ee 1à 84/3 92: + 1 
Chile Telephone ee өө ee 6 6 6 + ak 
Cuba Sub. Ord. oe ee m eo 7 7 82 + i 
Eastern Extension  .. a .. 10 10 19 — 
Eastern Tel. Ога. àe ә ee 10 10 19 + 2 
Globe Tel. and Т. Ord. as .. 10 10 192 + 

do. do. Pret. zà - 6 6 113 — 

Great Northern Tel. .. Ms sè 94 81i — 

Indo-European eo e@ ee eo 10 10 B8 = 

Marconi ee ee ee eo eo 96 16 24 + 14 

Oriental Telephone Ord, .. „„ 19 19 94 — 

United R. Plate Tel, ee eo ee 8 8 Te — 

West India and Panama  .. ee NI Nil 6/- — 

Western Telegraph .. є .. 10 10 19 — 

Номи КА, 
Central London Ord. Assented .. 4 4 68 41: 
Metropolitan .. .. .. ce là 2} 41 = 
о. District.. de ee Nil 1 84 — 
Underground Electrio Ordinary .. Nil Nil $2 — 
do, do. “ДА?” . Nil Nil 7- — 
do. do. Income.. ... 2 4 774 +1 
i Forgan TRAMS, &0, 

Anglo-Arg. Trams, First Pret. is 64 E BR + 
do. do. Зра Pref. . Nil 65 4 + 
do. do, 6 per cent. Deb. Б 5 &34 +6 

Brazil Traotions is x ., Nil Nil 50 +4 

British Columbia Eleo. Rly. Pfoe... b b 77 +4 

do. do. Preferred .. Б  98J. 78 +8 
do. do. Deferred .. B 194J. 7 +5 
йо, до. Deb. zs 4 Hi 7i — 

Mexico Trams, 6 per cent. Bonds... N Nil 1 — 

do, до, 6 percent, Bondes.. Nil NH 85 +1 

Mexican Light Common .. -- Nil Nil 9L — 

до. Pref. .. ee ee Nil Nil b +2 
йо, lst Bonds .. eo Nil 6 74 —À 
-MANUFAOTURING ОомРАПЕВ 

Babcock & Wilcox  .. è. .. 16 16 8 — 

British Aluminium Ord, An . 10 10 + +è 

British Insulated Ord. T ee 16 16 9 — 

Callenders & P oe oe ee E^ E^ u — 

LAJ er, ee ee ee aa 
Crompton Ord. .. M i ee 10 10 15J- — 
Edison-Bwan .. .. .. of l0 = 5l- + 6d. 

do. do. брег cent. Deb, ee 6 5 62 — 

Blectric Construotion.. . o 10 10 1% +18 

Bnglish Electric ee ` oo өө 8 8 168 +@- 

до. Pref... so es 6 6 Á + 

Gen. Elec. Pref.. ° ee ee ee 6% 6% 90/9 ay 

E йо, Ord, ee ee eo ee 10 10 94/3 +1/6 

Н 4 Pret ee oe ee oa 15 15 9А + үг 
о, TO oe ee ве + & 

India-Rubber .. 22 ooo. ee 16” ^4 E == 

Met.-Vickers Pref. ee ee eo В B 9 -— 

Biemens Ота, ,. es ө ee 10 10 $7/6 - -— 

Telegraph Oo 8 ee oe ee ee ү] 90 Sol + ў 


* Dividends paid free ої Income Tax. 
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P € Ó——— ———— M——M— 
© THE ELECTRICAL HEATING OF BUILDINGS. 


\ PAPER read at the meeting of the NATIONAL ASSOCIA- 
aux OF SUPERVISING ELECTRICIANS on March 14th by 
ir, №. W. Nobbs, on © The Determination of Heat 
Loss from Buildings, with Special Reference to Elec- 
trical Heating," 1s a reminder that if electrical heat- 
ing, at any rate on а large scale, is to make rapid 
headway, attention will linge to be given to the scientific 
and fundamental principles underlying heat loss from 
the walls of rooms and buildings. In “other words, we 
must abandon the more or less * hit or miss ” methods 
which have largely been adopted in the past. This 
criticism, however, applies not only to electric heating, 
Int also to other forums of heating, although per- 
laps in a less degree. Mr. Nobbs is a past president of 
the Institution of Heating and Ventilating Engineers, 


and he will agree that it is only iu recent years that 


heating and ventilating engineers themselves have be- 
“un to Inquire Into this aspect of the heating problem 
on scientitic lines. The Institution of Heating and 
Ventilating Engineers, however, has done good КОР In 
this direction ‘through the medium of its Research 
Committee, though hampered from the point of view 
o funds, as niost. research committees are. Neverthe- 
les; it must not be inferred from the paper—and we 
are sure that was not Mr. Nobbs's intention—that 
electrical engineers have ignored known fundamental 
facts, or, rather, existing knowledge of these funda- 
mental facts. The truth is that this knowledge has not 
existed in the past, aud although а great deal more 
information on questions relating to heat interchange 
and heat transmission through the various materials of 
which walls are made is now available than was the 
case only a few years ago—solelv through the work of 
the Institution of Heating and Ventilating Engineers— 
yet the available information js at present more or less 
in its preliminary stages of accumulation. Neverthe- 
les, it cannot be denied that sufficient is now available 
to justify a paper on the subject. to electrical engineers 
pointing the wav to a better utilisation of electrical 
energy for heating purposes. 

The author pointed out that in the early days of 
electrical heating, electricians were confronted with two 
dificulties.. In those days the heater usually consisted 
of а lamp radiator, and the first difficulty was to over- 
rane the erroneous idea, largely created by electricians 
themselves, that electricity gave off no heat. The 
second difficulty arose from the lack of experience and 
data in estimating the amount of electrical energy 
necessary to be expended to produce or maintain а given 
heating effect. For want of other data, recourse was 
evidently had to hot-water engineers’ text-books and 
catalogues, and, as a result, a highly-fallacious empiri- 
tal formula connecting the power of the heater with the 
cubic capacity of the room obtained much credence. 
For instance, it became common practice to allow one 
watt per cubic foot of space to be heated. Thus, for 
à room, say 20 ft. by 10 ft. by 10 ft., having 2,000 
cubie feet content, the electrician would probably sug- 
zest two 4-lamp. radiators, each lamp consuming 250 
Watts. 
—and arrived at, it must be admitted, long after the 
lavs the author was speaking of in the early part of 
lie paper—it would be seen that the loss of heat or 
heat requirements of a room or building were not 
rectly proportional to its volumetric capacity. In- 
deed, it may easilv be shown that two rooms of equal 
"hie content тау have anything up to 100 per cent. 
diference in heat requirements, 

This immediately brings us to the question of heat 
transmission through building materials, in respect. of 
Which a table of coefficients has been prepared, but 
even these are not the sort of data which can easily 
he applied by the average electrician dealing with the 
heating of small rooms. These heat transmission co- 
ficients applv to still air, and in figuring’ the heat 
losses of a building it is customary, for the purpose of 


From considerations shown later in the paper 


applying these coefficients, for heating and ventilating 
engineers to assume that each room has a southern and 
protected aspect, and then add a percentage to cover 
the additional loss due to exposure and aspect, accord- 
ing to the location of a room. — '" The exact amount to 
be added is largely a matter of judgment,” says Ше 
author. Then there is the question of leakage losses 
and air interchange to be taken into account, and the 
paper gives in a convenient form a schedule of air 
interchanges which it is hoped will provide data and 
methods which conform to modern practice in estim- 
ating the amount of heat lost from a room or building 
Е a steady state of heat flow. | 

The paper gives two examples to illustrate the methods 
described previously by the author and to point out 
the variance in heating requirements that may occur 
in practice between rooms of the same size. Taking a 
room, 20 ft. bv Il- ft.. used as a bedroom, with 
fireplace, on the first. floor. of a three-storey resl- 
dence having one short wall exposed to south aspect, 
warned rooms adjoining the lofig walls, an unheated 
corridor abutting against the other short wall, a cold 
attic above, and a warmed room below, the heat loss 
would be approximately 8.000 B.th.u. per hour, or a 
loading of 2.35 kW, and the case would be met by a 
J-kW radiator. In the second example, the same room 
was assumed to be a typical corner room on the ground 
Ноот of an eight-storey office. block, with an extraction 
ventilator in. the corner, a warmed room on the short 
side, à corridor on the other, a cold basement. below, 
and warmed rooms above. In this case the heat loss 
would be approximately 15.000 B.th.u. per hour, and 
a 5-kW loading would be required. . 

Whilst thoroughly agreeing with the need for deal- 


ing with the problem of electric heating on more 
scientific lines than are often. followed, one wonders 


whether the average local wiring contractor, for in- 
stance, when asked to install an electric radiator in a 
bedroom, could fairly be expected to go into the job 
in quite such a scientific manner ах was suggested, 
It rather appears that by the time the various factors 
had been calculated, the time occupied. would have 
wiped out the profit; or, alternatively, if the job 
had to bear the cost of the time taken in arriving at 
whether a 3-kW or a 5-kW heater was required, the 
price would be so high that the contractor would not 
get the job. With large buildings, of course, the posi- 
tion would be different, but one does see a difficulty in 
applying these highly scientific methods in the case of 
one or two rooms in small houses, and it is not incon- 
ceivable that more rough-and-ready methods will con- 
tinue to be adopted in those cases. This, however, is 
not intended in anv way as an adverse criticism of the 
v»aper, or of the advocacy of the adoption of scientific 
principles. 

Quite a number of questions were put to Mr. Nobbs 
during the discussion, and one speaker mentioned that 
he had found a fan being used in an office on a fairly 
cold day. He had noticed that the fan was playing on 
a small steam radiator, and by that means the room 
was said to be warmed in half the time taken to warm 
it by ordinary convection. Mr. Nobbs explained that 
the steam-heated radiator was flexible in its heat- 
emitting power, whereas the heat flow from an electric 
radiator was practically constant, and that by blowing 
air over a steam radiator the heat emission could be 
increased, and also the steam consumption, but it could 
not be done electrically. The previous speaker jocu- 
larly suggested, therefore, that if a man had a small 
hot-water or steam radiator in his office, and asked him 
to put in an electric radiator, he should offer hin a fan 
instead. 

Another question brought the admission from Mr. 
Nobbs that for residential and oflice heating, &c., elec- 
tricity, at present rates. was only practicable where one 
gonsidered intermittent heating. But there were plenty 
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of large buildings wherein electric heating was commer- was heated by fans blowing over electrical convectors, 
cially practicable, such as theatres. In such a building and the air so circulated had the effect of absorbing the 
it was not necessary to heat continuously, because when moisture in the air, and thus keeping the air in a proper 
it was filled with people the problem was rather to cool ^ condition. 

the air than to heat it. In all these things one’s judg- . Speaking on the paper, Mr. G. C. Nobbs (the author's 
ment had to be used, as to the capacity of the heaters. brother) said the object of the paper was to give the 
He had just finished a report in connection with a large engineer data which would enable him to make his 
iheatre, in which he had recommended the installation caleulations, and added that it would also give him 
of electric heaters which would amount to about 72 kW, the means whereby he could check manufacturers' cata- 
and it was a proposition to consider whether to use logues. Не also pointed out, with reference to remarks 
72 kW for a couple of hours a day or to use a ton of made as to the capacity of a radiator installed in a 
fuel per day. At present this particular theatre was bedroom, that the heat necessary need not be concen- 
using about six or seven tons of coal per week, and had trated in one radiator, but could be distributed 
to employ a stoker to maintain the same conditions as throughout the room. Although the maximum amount 
would be obtained by those 72 kW for two hours a day. of heating was not required in a bedroom in the ordi- 
With regard to heating in conjunction with ventilation, пагу way, in the case of illness it was an advantage 


he mentioned the re-arranging of the heating some time to have the heaters distributed about the room in the 
back at the Criterion Theatre, London. The building cold spots where they were most needed. 


HYDRO-ELECTRIC POWER DEVELOPMENTS IN INDIA. 


THE first Triennial Report of the Hydro-Electric Survey of which the power is reckoned. The discontinuous power of 


India* bears witness to the great amount of work already individual sources, which may be available for six to eight 
accomplished under the direction of Mr. J. W. Meares, C.I.E., months in the year, is always much greater than the con- 
M.I.E.E., Chief Engineer of the Survey, and Electrical Ad- tinuous power available on minimum flow in the worst years. 
viser to the Government of India. The area with which the Particularly is this so in India, where the wet season is con- 
Survey is to some extent concerned is about 1,800,000 sq. miles, fined to a few months and the excess of power available during 
of which over 1,000,000 sq. miles is under British administra- ни и that the effect of the monsoon is still felt is beyond 
tion. From this immense field, in the face of many difficul- ODONIS x ; 
ties, there has been collected relatively detailed information The Dominion Water Power Branch of Canada finds that 
concerning 190 hydro-electric power sites (estimated to be е " power for maximum development," dependable for sx 
capable of yielding 1,194,280 kW minimum continuous power). months, is nearly double that obtainable on * ordinary mini- 
In addition, particulars are given of 83 sites (1,102,070 kW) mum flow,” the latter being defined as based on the averages 
of which detailed examination is desirable. There are %8 ОЁ the minimum flow for the two lowest consecutive seven-day 
entries relating to areas and rivers not yet examined, and periods in each year over the period for which records ars 
some 69 sites are definitely written off as useless for reasons  @Vailable. The estimated flow for “ maximum development 
stated. It is no mean achievement to have collected these 18 based upon the lowest seven-days' flow in the lowest-flow 
data and to have published them in readable and well-ordered month of the high-flow half of the year. It is conservative 
form, and we emphasise the achievement the more because to assume that in India the continuous power on `“ ordinary 
the Government of India decided in October, 1920—as a con- minimum flow," as defined above, is 50 per cent. higher than 
sequence of the Reforms—that all outlay on water storage and the continuous power on absolute minimum flow, except m 
water power must be a Provincial charge. This means that the the case of Bombay and the Central Provinces. These two 
funds for hydro-electric surveys must be voted from  Pro- areas depend almost entirely on monsoon storage, and an 
vincial estimates, and in a good many instances reductions addition of 20 per cent. is nearer the mark. Again, excluding 
have been moved. It would be a thousand pities were the these two areas, the power for maximum development ıs 
completion of the Survey to be retarded bv this cause. Early about three times the continuous power on absolute minimum 
completion of the Survey is of the utmost importance to the flow; for the excluded areas, to allow for projects not based 
industrial future of India and so to British manufacturers, on storage, 60 per cent. is added for Bombay and 30 per cent. 
who stand to eain large orders for the plant and machinery for the Central Provinces. ; 
required for this development. During the cold weather of On these bases, taking round figures in each сазе, the 
1920-21 technical representatives of a number of large firms probable minimum continuous water power in India is in- 
interested in plant for hydro-electric developments visited creased from 5,582,000 kW on absolute minimum flow, to 
India as a direct result of the first two Annual Reports of the 7,532,000 kW on ordinary minimum flow, and to 12,680,000 kW 
Survev. as the probable power for maximum development. The corre- 
` MINIMUM AND MAXIMUM Power DEVELOPMENT. a Yr ups for ма E neg de areas are shown m 
Even after three years of organised investigation it is impos- — е hgures are believed to be conservative esti- 
sible to do more than estimate approximately the total water: ийе Ф sar TH uu er on "urn paie rea 
power resources of India and, before giving the principal езт е or lifting dons td Wine - "S Bonn rary : 
conclusions reached, it is necessary to define the basis upon development by hiing dam offer an untold numbero a 
ae a E = = aes in the smaller categories. The estimated power for the N.W. 
*Published by the Superintendent of Government Printing, Frontier Province is quite tentative, and is not increased in 
Calcutta ; 4 rupees. Obtainable from Constable & Co., London, the last two columns of Table I, because it is doubtful whether 
and the usual agents for Government publications. the Indus will ever be harnessed. 


TABLE I.—SUMMARY OF WATER POWER IN INDIA. ° 


—— 


. 
Continuous power on basis of absolute minimum flow. Probanle total 
RR IE —— — — — —.—— ——| "‘continuons | Probable jt 
Province or State. | Water pow i 1 | | VER, аара maximum 
| Bap ыы | wee rad | е Sek nai ag чок | p M | Probable total po ener | ыш oam 
| (site capacity) | OW. on, | developed, iino EE | are kW. kW. | | kW. 
| kw, | kW. kW. ' kW. | 
— | | Sa eee тое Жи се zs mE HP 
Assam eas wie 4.1 | — 109,000 5,000 | 300,000 414,000 621,000 1,200,000 
Bengal -— да Е 600 | 14,250 5.000 650,000 669,850 1,000,000 1,500,000 
Bihar and Orissa ... " 12.550 20,000 30,000 62,550 95,000 150,000 
Bombay - 71,400 | — 50,000 212.560 230,350 | 20,000 644,310 773,000 1,000,000 
Burma wise ‘i 3.370 | — 155.800 492,400 300.000 951,570 1,327,000 | 3,000,000 
Central Provinces "T". — — 13,700 113,860 10,000 137,560 165,000 180,000 
Jammu and Kashmir _... 105.830 =n — 179,500 20,000 305,330 458,000 650,000 
Madras vis Y i» 740 $ 32,670 53,900 5,000 x .r 92,310 138,000 300,000 
N.W.F. Province ... ' ... [250] : — ies [ 1,000,000 } [1,000,000] | [1,000,000] | [ 1,000,000) 
Punjab vus ne 1,880 | a 129,270 Cols. 4 & 6 662,000 793,150 1,190,000 | 2,400,000 
United Provinces ... ve 4,330 140 378.900 5 20,000 403,370 605,000 1,000,000 
Other areast EH E 24,740 5,500 75,580 2,060 — 107,880 160,000 300,000 
ee ee ee > ENEMY |S ee er СЫ etm = | a diat. i e REA n 
Total TT bak. 213,140 | 55,640 1,194,280 1,102,070 3,017,000 | 5,982,000 | 7,932,000 | 12,680,000 
| | 


+ Baroda, Central! India, Cochin, Coorg, Gwalior, Mysore, Patiala, Rajputana, Sikkim, and Travancore ; for details, see Report. 
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PLANTS IN OPERATION OR UNDER CONSTRUCTION. 


It will be seen from the figures in Table I. that a very 
small proportion—only some 4.8 per cent.—of the probable 
total continuous water power of India (on absolute minimum 
flow) is represented by the site capacity of water power now 
developed (213,140 kW), and plants under construction 
(55,040 kW). At present there is 138,780 kW installed at the 
22 sites developed; of this total there is 102,600 kW in 
Bombay (50,000 kVA each at the Andhra Valley and Tata 
Power Works), and 16,900 kW in Mysore at the Cauvery 
Plant. On the Jhelum River (Jammu and Kashmir Н.К. 
Works, there is an ultimate capacity of 105,000 kW continuous 
power on minimum flow, but only 4,000 kW is at present in- 
stalled. Plant totalling 112,950 kW is to be installed in five 
projects now under construction; of these the largest is the 
105,000 kW Nila-Mula scheme, which will ultimately be tied 
in with the Andhra and Tata systems for the further supply 
of the Bombay industrial area. 

Known Sites AWAITING DEVELOPMENT. 

Other useful information concerning the water power de- 
veloped and the plants under construction is to be found in 
Mr. Meares's report, but we propose to devote the limited 
space at our disposal to the categories of known sites not yet 
developed, particularly those which have now been investi- 
gated by the officers of the Survey. The latter group offers 


тү, 
CHIEF WATER POWER AREAS. 
tramiasd by the 
HYORO-ELECTRIO SURVEY OF INDIA. 


Areas sf greater wienig of water power мә 


Areas of ТЫ | 


90046 иьь4 + ое 


à probable (absolute) minimum continuous water power of 
1,194,280 kW, to which may be added another 1,102,070 kW 
from the known sites worth detailed investigation. — The 
following summary shows the order of magnitude of the pro- 
Jects suggested or known in these groups :— 


Minimum power Number of sites but met telly 
available, kW. investigated. examined. 
Over 100,000... T bus 1 3 
50—100,000 ... Wd. Te 1 2 
20. 50,000 ... Pes $ed 6 5 
10— 20,000 ... TT "P б.“ 14 
5---10,000 ... 549 — 9 10 
1,000—5,000  ... bs $$ 29 29 
Total TA TT 52 63 


From Table I it appears that the Provinces or States of 
principal interest from the point of view of water power are 
Assam, Bengal, Bombay, Burma, Central Provinces, and 

‘ar, Jammu and Kashmir, Punjab and canals, and the 
United Provinces and canals. The accompanying map shows 
ihe chief water power areas as disclosed by the Survey to date. 


anti-climax. 


| In studying this map the location of present and potential 


industrial areas should be borne in mind, as well as the loca- 
tion of mineral deposits (as shown on the map). For various 
reasons it has not yet been possible to make much progress 


_ with the survey in Bengal and the Punjab, in both of which 


districts the water power potentialities are great. 


THE PRINCIPAL PROSPECTIVE SCHEMES. 


Assam.—In Assam the Hukong Valley project is by far the 
best examined, offering, as it does, some 68,000 kW continuous 
power with a very cheap development. There are a number 
of smaller promising = ЖАА, which have been investigated 
and, from 17 entries relating to sites not yet examined, it is 
probable that another 300,000 kW could: be developed coni 
tinuously if required. 

Bengal.—The only sites yet examined definitely in Bengal 
are in the Duars tea planting districts in the Jaldaka and 
neighbouring streams. The possibility of development here 
turns almost entirely on the question of ''firing " (drying) 
tea electrically, and it is interesting to note that a good case 
can be made for the electrical method, the energy consump- 
tion being about 60 kWh per 100 lb. of tea made, compared 
with 36 ib. of coal (9,000 B.th.u. per Ib.) per 100 lb. of teu 
delivered by a coal-fired machine. The Juldaka scheme, with 
a minimum constant flow of 189 cusecs and 1,000 ft. head, 
would yield 12,500 kW minimum continuous power. For the 
| most part Bengal consists of the alluvial 
delta of the Ganges, and is practically 
at sea-level. Probably the Tisto and its 
tributaries could be harnessed to give 
500,000 kW in the aggregate; but the 
availability of suitable sites for develop- 
ment has vet to be investigated, and 
there then remains the problem of 
developing the sites in competition with 
Bengal coal. | 

Bombay.—It is a matter for regret 
that all work on the Survey has now 
been stopped in Bombay, and we trust 
that this policy may soon be reversed. 
Over a quarter of a million kilowatts 


and there is at least as much more їп 
sites worth detailed examination. The 
Koyna project, estimated to yield 
995,000 kW continuous power, is con- 
sidered to be by far the most promising 
of all the possible ones in Bombay, and 
is among the largest continuous power 
sites in the world. It is a storage 
scheme with a catchment area of 346 
square miles in the Western Ghats. The 


ling through the watershed a head of 
1.600 ft. would be obtained. Messrs. 
Tata, Sons & Co. have applied for a 
grant to develop this project. 

Burma is a wild and fever-stricken 
country* with bad communications, but 
hydro-electric power is an economic 
necessity, due to the dearth of good coal, 
and it is probable that there is more 
available water power than in any other 
province. Most of the Burma schemes 
can be developed on flow alone. The 
vield from eleven rivers examined is 
estimated to be 155,800 kW, and from 
sixteen ‚other rivers, not yet investi- 
gated in detail, 492,400 kW. In addi- 
tion, there are hundreds of other pos- 
sible sites concerning which little is 
known, but which undoubtedly bring 
the total water-power resources of 
Burma up to 1,000,000 kW (continuous). 
Three sites examined on the Nam Pang 
river represent 45,000 kW; one of many 
sites on the Nam Tu would yield 29,000 kW, and the Panlaung 
and Yunzalin rivers would yield about 25,000 kW each. The 
Irrawaddy is said to represent about 50,000 kW continuous 
power. but it is doubtful whether this immense river could 
be developed economically. By flood regulation and lifting 
dams the Salween could be made to yield at least 120,000 kW. 
whilst the Shweli (tributary of the Irrawaddy) is probably 
capable of developing 250,000 kW or more. 


Central Provinces.—After the figures given in the preceding 
paragraph the 13.700 kW available at the Silewani Ghat mon- 
soon storage scheme (Central Provinces) comes rather as an 
Nor is there any much larger project among the 
seventeen known sites in the Provinces, which nevertheless 
represent the respectable total of 113,860 kW, and include at 
least. three schemes (13,000 kW) which would be cheap to 
develop. _ 

Jammu.and Kashmir.—Although not in British India, the 
Chenab. River project would probably find its outlet for the 
sale of power in the Punjab; about 29,000 kW could be-de- 
veloped continuously at a great bend in the river a few miles 
north of Riazi, Particulars are given in the Report concern- 
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ing a tunnel site on the Jhelum River near Muzaffarabad. 
This site, which is one of the finest in the whole of (geographi- 
cal) India, is in Kashmir, but is unlikely to be developed for 
Kashmir needs. Under the scheme recommended a minimum 
output of 150,000 kW could be developed continuously, the 
transmission lines would be entirely in British India, and 
this project, interlinked with those of the Sutlej and the 
Jumna, would provide power for the whole area bordering on 
the Himalayas for some time to come.  . | 

Punjab.—The Punjab has enormous potential power 
throughout the whole Himalayan area, but so far attention 
has been devoted mainly to the Sutlej River project and the 
subsidiary Anu and Nangal projedts, representing in alk 
89,270 kW minimum continuous power. Jn addition, 68 falls 
on the canals would provide about 91,200 kW on normal dis- 
charge or, say, 40,000 kW on minimum tow. When more 
power is required in the province it can be obtained fronr 
some of the 30 sites on the Punjab rivers, which are estimated 
to be capable of yielding 662,000 kW continuous power. 

United Provinces.—Of the 25 sites examined in the United 
Provinces, representing about 370,000 kW continuous power 
on minimum flow, a multipie flow and lifting dam scheme 
for the Canges and its tributaries accounts for 140,000 kW, 
but the practicability of this project is dependent upon flood 
regulation, So also is а 65,000-kW project of the same general 
type on the Pindar River. From two sites on the Ken River, 
which, incidentally, would benefit irrigation, at least 
32,000 kW could be developed, and far more if an upper site 
were developed. Project estimates are in preparation for the 
11,000-kW Beehar River project, the site of which is 130 miles 
from the great industrial area of Cawnpore and 60 miles from 
Allahabad. Estimates are also in preparation for the develop- 
ment of the noted falls on the Tons River. This fine project 
would yield 32,000 kW at a site within 130 miles of Cawnpore, 
assuming a constant flow of 1,440 cusecs and a head of 335 ft. 
(obtainable by an open channel). An ideal reservoir site has 
been surveved a mile above the falls and the cost per million 
cu. ft. stored would be only about Rs. 183, which is excep- 
tionally low. . | | 

Reasons for Rejecting Sites.—Sixty-nine sites in various 
provinces and states have been found to be useless for power 
purposes because the total run-off is insufficient in small 


. catchments, because there are no storage sites adequate to ` 


carry over the dry season, or because the cost of development 
would һе prohibitive. As fuel becomes scarcer апа mare 
costly. it will pay to develop more costly sites, hut no project 
has been condemned on the ground of excessive cost that is 
not. clearly out of the question at present. 


In the initial stages of the industrialisation of India cheap | 


development of hydro-electric power—low total investment as 
well as low cost per kW—will naturally be a vital considera- 
tion, and it is probable that, in all parts of India, many of 
the smaller available projects will be the first to be developed. 
It is a primary function of the Survey to place on record ай 
available information concerning all sites, во that the most 
economical scheme: may be selected in each locality. This 
function is being discharged in a most admirable manner, and 
we-commend the Report of the Survey to the attention of ali 
readers interested more than snperficially in. Indian affairs. 
In the space at our disposal it has been impossible to do more 
than present some of the more striking facts from this 


masterly work, which is indeed a valuable addition to thé 


literature on Imperial resources. - 
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TELEPHONE LINE WORK IN THE 
PEE UNITED STATES. 


| : DISCUSSION AT MANCHESTER. . 

WHEN Mr. E. 5. Вуха read his paper on the above subject 
(which was abstracted in our issue of November 95th, 1921) 
at the NORTH-WESTERN CENTRE of the INSTITUTION OF ELEC- 
TRICAL, ENGINEERS, Ald. W. Walker, chairman of the Centre, 
presided, and in the subsequent discussion 

Mr. W. J. MEDLYN. pointed out. that the foundation of anv 
successful business undertaking was based on the financial 
studies of development schemes and, on general lines, the 
arrangements in operation іп that respect in this country 
were in agreement with the practice which obtained in 
America, as described by the author. Electrolytic troubles 
were much more prevalent in America than in this country, 
and it was suggested that our advantage in that respect 
might be due to the Board of Trade regulations relating to 
power supply systems. 

How could any real economy result from the use of un- 
treated poles with a short life when, although timber 
was cheap in many localities, the lahour cost of handling was 
high, and when a pole was renewed there was not only the 
cost of dealing with that particular item, but considerable 
extra expense in transferring the wires or cables which 
it supported? — Maintenance charges for short-life plant 
would also be. higher because of its greater lability to 
fail in stormy weather. As regarded the use of motor trans- 
port and machinery, it was always a question of balancing 
the comparative costs of labour and machinery, an excess of 
one or the other being uneconomical. The final test of 


overall costs was the price at which they could afford to 
sell their services to the publie, and the evidence brought 
before the Select Committee on Telephones showed that in 
that respect the British Post Office compared not unfavour- 
ably with the rates charged in the United States when all 
the factors were fairly taken into account. — 

Mn. T. E. HERBERT emphasised the difference in the climatic 
conditions so far as open.line construction was concerned. 
After all, the test of auy system of construction was the 
annual charges which it involved. Perhaps the most note- 
worthy feature of American lines was the adoption of very 
short spans; it was probably to that that the overloaded 
aerial routes in America owed their immunity from destruc- 
tion. But in this country, a short span reduced the dip and 
increased the rate of vibration of the wire. The result was 
that the wire was seriously chafed at the insulators, and when 
ice accumulations occurred, many of the wires broke in the 
short spans. 

In this country glass insulators had never found favour. 
'l'he arrangement by which two circuits were terminated in 
the two grooves of the insulator—for transposition or other 
purposes— would unquestionably lead to very serious trouble. 
His experience of aerial cables had been a disastrous one. . 

Mr. J. Sura was particularly interested in Mr. Byng's paper 
because he brought home the fact that this country could be 
too conservative as regarded methods of construction. 

He had run single steel wire through for as many as seven 
spans and it made quite a good job at a low cost. Tt cer- 
tainly was not necessary to terminate at every pole. He was 
a grèat believer in aerial-cable work and agreed in princinle 
with the American practice. There was a distinct field for 
that class of work in this country. The National Telephone 
Co. used a good deal of rubher-covered and lead-covered cable, 
particularly where competition existed (at Glasgow. Ports- 
mouth, Brighton. and other towns), and his experience was 
that lead-covered cable properly erected was a sound pro- 
position. It was not faultless. but neither was an under- 
ground system. Vibration which caused cracks in the cable 
sheath was practically their only trouble, a problem not im- 
possible of solution. ` l , 

Mr. G. H. A. Winncoosr thought that Jump sum navinents 
for private easements would be convenient as. in addition to 
the advantages named in the paper, the consent, presumably, 
would not contain a three months’ removal clause. Regarding 
the encouragement of the joint use of poles for telephone and 


electricity supply wires, the practice would scarcely seem in 


apcord with the ery which had gone forth on both sides of the 
Atlantic: © Safety First." | | 

Mr. С. Watvacr pointed out that the concentration of all 
testing and localising annaratus, as adopted in Manhattan, 
would be quite unsnitable and uneconomical if adopted ап 
other cities in the United States more closely akin to even 
the largest English exchange areas. 

The princinle of telephoning line faults to a central distribu- 
tion centre had been in operation in Manchester for some 
vears past, with very satisfactorv results, but under present 
conditions it was more economical to do the preliminary 
testing at the relevant exchange. | 

Mr. A. F. Wmr said if a comparison was made between 
the cost of jointing in this ecuntry witb that obtaining 
in America. the slower rate of from 50 to 60 prs. per hour 


- at a cost, sav, 9s. waa to be preferred to the American 150 


nrs. at a cost of 6s. Not only was the first cost as low. but 
the better workmanship obtained in this country would he 
a large factor in the cheapening of the maintenance charges 
during the life of the plant. 

Mr. C. E. Мовслх had no doubt that the author had been 
shown a good deal of the best class work he was looking for. 
hnt was he shown the worst plant conditions? His paper 
did not describe average conditions. 

There was certainlv scope for aerial cables in this country, 
but only to a verv limited extent. when it might prove to be 
economical. A feature of the American practice was the 
shortness of their aerial spans and the large spacing of 24 in. 
between the cross arms. Both of those items anpeared to 
involve unnecessary expense. A cable with a lighter gauge 
conductor than the 64-b. one extensively used in this country. 
could only be justified in the centre of densely telephoned 
cities where the duct capacity was of paramount importance. 

Mr. E. S. Вүмс explained, in reply, that in this country 
labour was not as productive as it was before the war. 
Machinery was not affected in that wav. and the Americans 
obtained their speeds by the use of machinery. The speed of 
working had no effect upon the health of the men, because 
the men only worked a short day. Americans in case of 8 
serious breakdown were willing to work any time. but under 
ordinary conditions they would not work overtime at all. 
Whilst working thev really worked very hard, when they 
finished they played hard. and from the health point of view 
the Americans were better. | 

When electricity supply lines were carried on the same poles 
as telephone lines the maximum a.c. voltage allowed was 
5.000 volts between one wire and another, or 2.000 between 
one wire and earth: with d.c. 750 volts was allowed. The 
power wires were alwavs placed at least four feet above the 
telephone wires so that the telephone men never came into con- 


fact with the power wires; the power men had to go through 
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the telephone wires, but there was sufficient space left for 
them to do во. Nearly every residence had electric light and 
the supply was invariably taken overhead; therefore, unless 
they had some joint method there would be unsightly duplica- 
tion of ‘plant. 

The CHAIRMAN, in dealing with the efficiency of American 
workmen, wondered to what extent that efficiency arose from 
the thorough educational processes they were put through in 
the schools, which seemed to be part of the organisation of 
the American companies. Had the English telephone system 
in connection with its organisation aby equivalent to 
method of training? 


DISCUSSION AT EDINBURGH. 


Ат a fairly well attended meeting of the SCOTTISH LOCAL CEN- 
TRE of the INsriTUTION ОЕ ELECTRICAL ENGINEERS, Mr. E. 8. 
Byng’s paper was read on March 14th, 1922. In opening the 
subsequent discussion, Mr. J. M. M. Munro stated that what 
surprised him most was the reported ease with which the 
multiple cables were pulled through the wire loops called 

' rings " hung from the steel strand for supporting the cables 
The absence of wear, and of electrolytic action between the 
eable and rings, was also contrary to expectation, 

Mr. C. VERNIER, speaking of mechanical excavators, said 
that in Britain they were unsuitable even. for narrow rural 
roads because the trenches were dug in grass margins close to 
hedge and fence lines. That was done usually for ease of 
digging, though with excavators the difliculty in that respect 
would not be great and the cable would be kept away from 
growing root tips. The high insulation test required in 
Britain on completed cables might not be necessary to main- 
tain, but it was a useful measure of the care taken in design 
and erection. 

Mr. R. WARING thought that it would appear that American 
engineers now went to a greater refinement than was usually 
considered necessary in this country. For example, it was 
stated that statistics regarding school enrolments, and birth 
and death. rates were taken into account; further, that fore- 
casts of telephone growth were made in relation to families 
rather than to population, as they were considered to afford 
a more reliable standard. -In this country reliance had been 
placed on the class of property, i.e., whether offices, shops, 
warehouses. or works, and in the case of residences, the 
character of the district and the rental value of the property. 
Past growth and the ratio of subscribers to population were 


to that. 


, 
^ 


Pans ditt to be very useful checks on the development fore- 


ith дан to underground: work; the author ‘stated . that 
electric lamps in conjunction with portable accumulators 
were used for the illumination: of manholes. Did that refer 
to town or country? In some of the more. important man- 
holes, they had permanent lighting fixtures. connected with 
the battery at the nearest exchange. One pair. was. taken 
out of a cable to one side of a wall plug, the other side of 
the latter being earthed; the pair was connected to the main 
22 or 40-volt battery, as the case might be, through a. suitable 
fuse. Тһе jointers had a plug and metal-filament hand 
lamp. Normally the pair was disconnected at the. exchange, 
the fuse being inserted -at. the jointer’s request. The fitting 
used in the manhole was of: à waterproof буре. · . · 

The author's statement that glass. insulators Were. now 
standard. for all purposes appeared.to have evoked some sur- 
prise in this country ; glass insulators were tried in this.country 
over fifty years ago and found wanting. It might be that 
improvements in. manufacture had altered the position. 

Mr. A. S. HaMPTON'8 opinion was that America must be 
a very much drier country than he had. hitherto taken 1€ to 
be. For instance, wooden pins for insulators could not be 
used in this country. In the storm which occurred оп 
January 15th hundreds of $-in. wrought-iron pins were bent 
and twisted into every conceivable shape. Had those pins 
been of wood, he did not know what would have happened. 
The erection of poles at the rate of 300 a day of eight hours, 
with eight men, was impossible in this country. Tractors 
could not work оп railway banks in this country; railways 
were so very near the next man's field, and if they entered 
the field they would have all sorts of claims for damage, 
Tractors and machines for boring holes might be useful in 
this country for rural roads, but were of no usé at all for 
railways. Glass insulators would not do in this country be- 
cause the atmosphere was altogether too moist; America must 
be very much drier, He did not think a very large cable 
would stand in this country. It was quite apparent that our 
climatic conditions must be very much worse than they were 
in America. An ordinary 74 or 400-lb. iron wire, during. a 
snow storm, sometimes assumed a thickness of about five 
or six inches in diameter, and if a number of wires were 
carried on a pole, the pole was verv liable to come down. 
Poles carrying a cable anything like the size. of that desc ribed 
by Mr. Byng would undoubtedly break. It was quite im- 
possible to put up such poles in this country: it might be 
possible in the South of England, but in Scotland no such 
practice could obtain. 


ELECTRIC MOTOR 


PARTERS 


[Abstracts of papers and. discussions before the INSTITUTION OF ELECTRICAL ENGINEERS. ] 


Electric Motor Starters. 
By J. A. ANDERSON, M.I.E.E. 
(Concluded from page 570.) : 
The standard formula for d.c, and balanced a.c. starters is 
applicable to a.c. unequally cut out, with certain reservations. 


The current-rush from notch to notch is of relatively small 
importance; it 18 important, of course, but the basis of the 
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Rheostatic stator starter. 
Drawn for a stored energy of 10,000 ft.-lb./b.h.p. At 20 per cent. friction 
load the average and r.m.s. currents are about 95 per cent, of initial current. 

Small kick on finally cutting out line resistance not shown. | 


Line resistance pre about 250 per cent. current. 


starter proportions must be the permissible out-of-balance 
current. There is no correct number of notches for alternat- 
ing-current starters, but the greater the number the better 
the performance of the starter or controller. 

A simple and original method of calculating the notches 
and sections for unbalanced resistances that was developed 


by the author's assistant, Mr. Fox, is explained, as 18 also 
the “eddy-current” rotor starter, "which presents quite 
another series of problems. It consists of a choking соп 
wound on a solid iron core, and the starting torque is due 
mainly to the eddy-current and hysteresis losses in the iron at 
standstill. It is a very useful form for reversing rolling mills, 


but it would seem that a better result would be obtained by 
the 


use of a true auto-transformer, with more or less lami- 


FG. 6. 


Rheostatic. stator starter. Torque and current curves with various amounts of 
resistance in line. Dotted lines represent driving torques for fan loads. 


nated cores, which would supply current at. low voltages to a 
massive resistance. element capable ‘of being run at a high 
temperature, say deg. F., without risk of damage to the 
windings; the auto-transformer could be designed for any 
convenient loss and the не torque obtained by adjusting 
the resistance. - я 
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An entirely different series of problems has to be considered 
when the resistance is inserted in the stator or when star- 
delta or auto-transformer starters are used, because the motor 
is starting from short-circuit conditions and, if the subject is 
to be dealt with thoroughly, it is necessary to have the per- 
formance curves. Even to-day the motor makers, with one 
or two exceptions, are so unwilling to supply these data that. 
Eo suspicion arises that in many cases they do not possess 
them. \ 

Fig. 5 1s typical, and the current curve is square-shouldered 
instead of saw-toothed, and the torque curve bears no resem- 
blance to the current curve. 

Fig. 6 has been worked out for various amounts of line 
resistance and, if the load torque is known, the curve shows 
how much current must be passed on íhe first notch; how 
the motor torque and current vary while running up to speed ; 
and if the load torque 1s laid off on the diagram as has been 
done for centrifugal fan or pump loads, it can be seen how 
many notches the starter should have. 

Results of calculations worked out form figs. 5 and 6 are 
conveniently recorded as shown in fig. 7, the arrangement of 
which is due to Mr. Fox. 

The. auto-transformer curves also serve for star-delta and 
series-parallel starters because these act like an auto-trans- 
former with one tap and without the voltage-drop in the 
transformer windings. The starter maker has, then, a means 
of tackling intelligently and quickly any starting problem. 

The rating of rheostatic stator starters follows the general 
lines already described, but new problems arise in rating the 
auto-transformers. The vast majority of auto-transformer 
jobs do not require more than 10 seconds per start. The only 
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Rheostatic stator starter curves, drawn for motor having 725 per cent. short- 
circuit. current, Calculated for 5,000 {t.-lb./b.h.p. stored energy. 

Use of full-line curves.—Crosses show points which should not be exceeded 
to allow of sufficient excess motor torque to overcome static friction. For 
example, constant load on friction torque during acceleration of 40 per cent. 
Cross on 400 per cent. current curve corresponds, so sure to start; accelerating 
time 38 seconds for 5,000 ft.-Ib. /b.h.p. and pro rata for other amounts of stored 
energy. Could use 350 per cent. current first notch, but balance of excess 
torque to overcome static friction very lew; accelerating time 350 seconds. 

Use of dotted-line curves.—These are for fan loads. For example, if passing 
300 per cent. current first notch, with load rising to 100 per cent., accelerating 
time is 78.5 seconds. With load rising to W per cent., accelerating time is 
50 seconds, 


factor that matters is the temperature-rise of the copper, i.e., 
the ГК losses, and the iron has no time to heat. For short 
periods, e.g., 10 to 30 seconds, the rating is based on the 
specific heat multiplied by the weight of copper; the true 
cooling is very poor and an auto-transformer 1s particularly 
unsuitable for, continuous-cycle starting. 

There is little advantage in oil immersion. The chief ad- 
vantage of the oil is that it excludes moisture, prevents the 
cotton covering charring, and permits the use of a fairly high 
temperature-rise. say 150 deg. F., with perfect safety. 

A point which requires consideration is the magnetising 
current: if the iron is cut down drastically this goes up and 
may Беботе very important. The designer of ап auto-trans- 
farmer for starting purposes has to discard many of his pre- 


still extending rapidly. 


conceived notions acquired when dealing with transformers for 
continuous duty. One of these is regulation, which is de- 
termined by the temperature rise in the period. Apart from 
this it is of little consequence, because the function of an 
auto-transformer is to reduce the line current and the pressure 
at the motor terminals, and it matters little whether this is 
due purely to transformation or not. | 
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DISCUSSION AT BIRMINGHAM. ; 


Mr. J. Anderson’s paper was read апа discussed the 
SOUTH-MIDLAND CENTRE of the INSTITUTION OF ELECTRICAL 
ENGINEERS on March 15th. 

Mr. W. WiLsoN thought the author deserved to be thanked 
for emphasising the importance of the design of the con- 
trolling apparatus in an electric system. ‘lhe motor had 
apparently reached almost its final form, and it was chiefly 
on account of the important developments that were taking 
place in connection with the design of starting and con- 
trolling gear that the application ot the electric motor was 
The uncertainty of the data on 
which the starter designer had to base his calculations usually 
led to very wide allowances being made 1n designing standard 
starters which were therefore considerably larger, contained 
a greater number of steps, and were much more costly than 
should be necessary. Тһе important point to note was that 
unless the acceleration was either automatic or hand-per- 
formed in such a way that the speed was exactly right at 
every step, the results secured in practice would be very 
different trom those given, for example, in any of Mr. Ander- 
son's curves; a considerable improvement in that respect 
could be effected if starters were accompanied by an instruc- 
tion that the correct method of operating the handle was to 
begin moving it slowly, and to increase the speed progres- 
sively as the final step was reached. Probably the number of 
steps could be halved if it were not for that uncertainty about 
the rate of acceleration. In contactor installations it was 
permissible to employ fewer steps, because the rate of accelera- 
tion could be closely governed, and therefore the allowance 
to provide for uncertainty in that respect was very much 
reduced. It would tend to a better result if far more attention 
were devoted to the starting load, even if the motor itself 
had to be partly ignored. When starting at no load.a ó-h.p. 
shunt motor could be safely started with only two steps of 
resistance, the whole operation absorbing, say, two seconds. 
The usual standard starters required seven or eight steps, and 
the resistances were designed to be in circuit for anything 
up to one minute. The difference in the space taken up by 
the resistance units in the two cases could be easily imagined. 
With regard to the voltage and current-limiting systems for 
accelerating contactors, he was in agreement with Mr. Ander- 
son as to the superiority of the latter. The weak point of 
the voltage method was that the resistance of the coil altered 
materially as it heated up, with the result that the accelerating 
points were radically altered if the machine had been in 
service for some little time. 

Mr. W. J. Line explained, with regard to temperature tests 
on resistances for rating purposes, that for starting duties re- 
liance could not be placed on thermometer tests owing to the 
poor thermal contact between the resistance wire and the ther- 
mometer bulb, and also the lag and reduction in readings due 
to the mass of the mercury relative to the adjoining resistance 
wire. More accurate results were obtained from the thermal 
capacity of the resistance material calculated from its mass 
and specific heat, with, if necessary, a few per cent. allowance 
for the heat dissipated during the start. Regarding out of 
balance currents in three-phase rotors, the author’s table 4 
showed some remarkable figures, especially when the rotor 
was running practically single phase. Under such conditions 
a machine could only run nearly light, and would neither 
start nor accelerate on anything near full-load torque, but 
would fall out of step. He did not agree that the currents 10 
the stator were really practically balanced. They might 
appear so, because the frequency of the pulsations of the stator 
current was too high for the ammeter to follow, but actually 
the current in each supply line and phase of the rotor winding 
was pulsating, the current peaks and valleys circulating from 
phase to phase all the time. The fluctuations were, of course. 
not those due to cutting out resistance steps, it being under- 
stood that the phenomenon described would occur while the 
resistance in the rotor phases remained constant. The swing- 
ing of ammeters which Mr. Anderson mentioned was at any 
rate in part due to the frequency of the stator current pulsa- 
tions corresponding with the natural period of the instrument 
swing, causing resonance or “ shunting " between instru- 
ment and pulsations, the swing being thereby amplified. The 
excessive stator currents mentioned were due to the fact that 
the unbalanced rotor conditions almost totally destroyed the 
motor torque. and then the motor, in the endeavour to cope 
with the load, took an excessive stator current. | 

Dr. Kann pointed out that the starting process, as shown 1n 
the diagrams, could only be realised in actual practice if. the. 
operator had an indication when the starter handle should 
be moved; that could easily be provided by a,rough current 
indicator marked with red lines to show the limits or the 
stepping of the current. Such an instrument need only con- 
sist of a current coil with a movable iron core, a balancing 
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spring, and the indicating needle. As each starter had to be 
rated for a certain current, the instruments could be 
standardised and embodied in the starter case itself, making 
them an integral part of the starter. As the starter would 
have à chance to be used in a correct way, 1t could probably 
be made with less steps if fitted with an indicator, and the 
saving would presumably pay for the indicator. Аз long as 
the current taken depended almost entirely on the operator, 
who had little indication whether he was using the apparatus 
correctly, а large safety factor was necessary, which explained 
the low temperature rise allowed at present. He agreed with 
Mr. Anderson's remarks on the eddy-current starter, especi- 
ally his criticism of the arrangement of insulated windings on 
the iron core. The arrangement proposed by the author was 
equivalent to the eddy-current starter and had the same dis- 
advantage, that the rotor current flowed through a circuit of 
high reactance at the beginning and during the major part 
of the starting period. ‘hat could be avoided by adopting 
instead à rheostat and a choking coil with laminated core in 
parallel, thus connecting the high resistance and the reactance 
ш parallel, instead of in series as in the two methods just 
mentioned. The choking coil could then be so dimensioned 
that it would take a comparatively small current during the 
first part of the starting period, the bulk of the current flow- 
int through the resistance. 

Mr. A. T. BARTLETT was surprised that there was little or 
no reference to the effect of thermo-capacity in connection with 
the resistance material or units. That, of course, bad a 
large influence on the rating. Regarding the remark that cor- 
rugations on transformer tanks and the ribs on small internal- 
combustion engines were practically useless, as the oil-tank 
experiments did not appear’to have been made until a uniform 
steady temperature had been reached, such a deduction was 
not justified, though no doubt the use of corrugation and 
ribs had been considerably over-rated. 

Мк. A. E. ANGOLD thought that many of the author's difti- 
culties arose from atteinpting to measure teniperature rise by 
thermometers. АН the electrical, also the heating and cool- 
mg characteristics of a line of  auto-transformer starters, 
whether air or oil-cooled, could be expressed as powers or 
roots of their lineal dimensions. "Temperature tests calculated 
on the rise of resistance of the copper were practical, and it 
was the temperature of the copper in contact with the cotton 
and oil which limited the duty of any such starter. In the 
sme way the temperature of the wire of a resistance starter 
limited its duty, so that if they had a reliable method of 
measuring the temperature of the wire they could hope to 
set out the desired formula for rating. 'To determine ratings 
for intermittent use, temperature must be calculated from 
the rise of resistance. One way to do so on open spirals was 
to substitute an iron wire of the same gauge and muintain 
the correct wattage on the spiral. Accurate calculation, from 
current and voltage readings, of the temperature rise on any 
part of the spiral could then be made. 

Мк. R. G. JAKEMAN said that the author did not men- 
tion the case of a mine-ventilating fan with long air-passages. 
If the fan was brought up to speed quickly it would be run- 
nmg at full speed before the air-pressure had risen to its full 
value, with the result that the motor would be seriously 
werloaded. The motor must, therefore, be accelerated slowly 
and the starter rated accordingly. The saine remarks applied 
to a centrifugal pump, if it started with the delivery pipe 
empty. In asking for particulars of the armature resistance 
from the motor makers, it was necessary also to obtain the re- 
stances of the interpcle and compensating windings. The 
author stated that the resistance drop in an auto-transformer 
starter was of little consequence, but the greater the resistance 
the higher the current taken from the line for a given torque. 
With a rheostatic starter, if 50 per cent. current was required 
in the motor, the same current must be taken from,the line, 
Whist with a pure auto-transformer starter only 25 per cent. 
Was taken from the line. The use of unequal tappings on the 
phases of an auto-transformer did not appear to be necessary, 
since such fine adjustment was seldom required. 


MR. J. ANDERSON, in reply, said they did use smaller ratios 
for the early notches as a matter of course when the power 
to be broken at the notch exceeded the breaking capacity ; 
extra notches were introduced to decrease the arcing. Inter- 
mittent ratings could be calculated, but it was not so easy 
as it seemed. Referring to Table 4, the swinging noted was 
not due to synchronism of the current frequency and natural 
Periodic time of the instrument movement because currents 
at least equal, at the peaks, to 300 per cent. current actually 
flowed, although the motor was on light load. Thermal 
storage on short ratings was advantageous, and very high 
capacities could be obtained, but it was difficult to make con- 
nections in @ satisfactory manner. The statement regarding 
the effect of resistance in the auto-transformer windings was 
only intended to apply within certain limits, and should not 
be pushed too far. Regarding out-of-balance with closed and 
open delta auto-transformers, he preferred to use three-limb 
star-connected transformers to avoid out-of-balance effects, 
although it made the switchgear more expensive. The method 
of dealing with out-of-balance currents in the appendix was 
due to Mr. Fox. Measurement of temperature by ther- 
mometer was standard and preferred hy the B:E.S.A., and as 
all tests were continued for manv hours there was no doubt 
that the thermometers gave sufficiently accurate results. 


MICA RESEARCH. 


THE investigation into the properties and uses of mica, com- 
menced by the Institution of Electrical. Engineers, and now 
under the direction of the Electrical Kesearch Association, 
has not yet been completed, but a report embodying some 
unportant results bas been issued. 

A ditficulty was met with when classification. came to be 
considered, owing to the lack of uniformity in trade names. 
A schedule (A) has therefore been prepared in which the 
principle varieties are classified together with their minera- 
logical group, general characteristics, and relative hardness. 
‘he two standards of comparison are: hard, ruby mica; and 
soft, amber mica. A collection of representative micas, sup- 
plied by Messrs. F. Wiggins & Sons, and Messrs. Startin and 
Co., hus been presented to the I.E.E. 

It was found that very little previous work had been done 
in this direction and that small regard had been paid to the 
selection of the proper variety for a particular purpose. Owing 
to the absence of data, specifications for писа usually have 
recourse to the requirement that " only the best clear ruby 
писа shall be used." In view of this it has been found im- 
possible to define with precision. test clauses suitable for 
a general mica specification, and attention has been con- 
fined to specifying the principal uses and the characteristics 
necessary. Schedule B is a list of identification tests for 
micas; these consist of observations upon the calcination 
teniperature; colour characteristies; nature of surface; optical 
ellects, such as the percentage absorption of light; nature of 
surface after acid treatment; and the dielectric constant 
and losses. Schedule C specifies the type of mica to be used for 
various purposes. ‘The inain headings of this schedule are 
" Commutators," — '"" Wrappings, Channels, ‘Tubes, and 
Washers," — "' Condensers,” © High ‘Temperature Purposes,” 
and " Mechanical and Optical." Mica for commutators has 
received special attention and opinions have been obtained 
from leading manufacturers and carefully sifted. The pure 
miwa used for commutators ijs usually stained and spotted, 
brown and green, light and dark in colour. Separators in 
one length are obtainable up to about 16 in. or more, but 
when the length exceeds 6 in. it is more economical іп cost 
to use built-up material or micanite. In the smaller sizes 
pure mica is cheaper. It is questionabie if built-up mica 
is better than micanite, specially made, for commutator separa- 
tors, owing to the amount of adhesive required. Micanite 
separators should not contain more than 2 or 3 per cent. of 
adhesive; ordinary micanite may contain from 10 to 15 per 
cent. There is no reason why inicanite for separators should 
not be made from spotted and stained mica, as the price of 
clear mica is 100 per cent. more than that of spotted, and 
about 25 per cent. more than the price of stained mica. 
Some makers undercut all commutators, but flush segments 
are still largely employed, especially on small machines, where 
hard brushes are used. Commutation on most modern ma- 
chines is so good that the machine may run for years on 
the first undercut. On important machines, however, where 
soft brushes are generally to be found, some makers use 
soft separators, and are willing to pay the extra cost of am- 
ber mica. Further research is in hand on the abrasive hard- 
ness of mica in order to determine what micas will give 
satisfaction with flush separators. 

The following conclusions have been arrived at: All three 
kinds of separators can be obtained finished to a suflicient de- 
gree of accuracy for the purpose. In general + or — one 
mil can be guaranteed without difficulty on mica segments, 
and + or — two mils on built-up mica and micanite; the last 
can also be brought under a guarantee of + or — one mil. 
Pure mica makes the best mechanical job, and is less likely 
to flake or change under the influence of heat. Micanite 
properly compressed, and with a minimum of adhesive is 
successfully and extensively employed in beth large and 
small machines. It is cheaper, except in small sizes, and 
is less liable to give trouble through hardness or hard spots. 
Difficulty has been experienced where oil has got on to the 
micanite, as the oil and adhesive together become carbonised, 
necessitating the disinantling of the commutator to remedy 
the trouble. This also applies to built-up mica. 

Rings are sometimes made up of the more flexible grades of 
miea butt- or lap-jointed, but micanite is usually emploved, the 
cones being built up from suitably cut pieces stuck together 
and pressed into shape while hot. The adhesive left in may 
be of the order of 10 per cent. 

The splitting cf Indian mica is more cheaply done by Indian 
labour, before shipment to Europe. It is a trade developed 
solely for the electrical industry, and the tendency of the 
individual buyer to purchase very cautiously material in 
the production of which he has no control and imperfect in 
formation, has resulted in the supply consisting almost ex- 
clusively of clear mica, whereas, for many purposes, stained. 
spotted, and dark-coloured material could be used with соп. 
siderable economy in first cost. В 

The Association is not prepared to make definite recom- 
mendations until information is available on the nature and 
incidence of inelusions and impurities in mica from the elec- 
trical standpoint, showing their effect as conductors on break- 
down voltage, surface leakage. and dielectric losses. Re- 
search on this is to be put in hand. 
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IN the manufacture of ‘‘ Sparta " batteries of accumulators 
for motor-car starting and lighting purposes, Fuller’s United 
Electric Works, Ltd., have the advantage of being experts 
in the production of ebonite articles, and it is, therefore, not 
surprising that this material figures very prominently in the 
firm's batteries. 

The method of making the '' Fuller ” cell container is said 
to.be unique, the material being worked up in several plies 
so.that the risk of a defect in any one ply becoming ultimately 
responsible for a leak, is eliminated. In addition, the 
bottoms are constructed in а novel manner which renders 
them continuous with the walls, and prevents leaky bottom 
joints, 

Two types of ebonite lid have been developed: One is the 
well-known recessed type, in which the floor of the lid lies 


Fic. 1.—'" Sparta " MOTOR-CAR STARTING AND Lriamrivo BATTERY. 


about j-in. below the level of the sealing compound and 
forms a well in which any acid spilt or escaping is trapped; 
so as to prevent it reaching the walls of the wood box or 
the floor of the battery carrier. The acid level is maintained 
at a very short distance below the under-surface of the lid, 
and the vent is fixed in a central dome. 
By this means, splashing is prevented by 
throttling the waves before they can 
properly form, and only a very simple 
vent is needed to allow for the escape of 
gas without risk of acid being splashed 
through it. 

For batteries which are mounted in an 
exposed position on the car, another type 
of lid has been developed, which is 
domed so as to leave a considerable air 
space above the acid. "To prevent splash- 
ing in this case, a very simple and in- 
genious vent is employed: A tube ex- 
tends from the lid to Just below the acid 
level and has one or more vertical slots 
throughout its length; a simple screw- 
down vent carries another tube, which 
lies centrally in the one previously men- 
tioned, and has also a vertical slot. The 
slotted tubes form a complete carrier 
path that is said to prevent any wave 
from reaching the outside and, at the 
same time, the slotted construction is 
such as to avoid the usual defect with vents containing small 
holes—namely, the formation of bubbles by the escaping gas 
blowing up acid which is bound to lodge in such holes. . 

The terminals in the domed lid are secured by a new de- 
vice. that consists of small screwed ebonite collets, which 
tighten on to a rubber gland collar on the terminal. The collets 
are very easily removed without damaging the lid and have 
the advantage that they can be removed as often as desired, 
as the material of the thread is ebonite and not merely anti- 
monial lead. 

A further interesting use of ebonite in the '' Sparta " bat- 
tery is that of the end shields or ‘‘U”’ pieces, which are 
light pieces of ebonite of channel section, which completely 
shroud the sharp edges of the positive plates. - It is at- this 
point that nearly all the short circuits, due to the tendency 
of plates to buckle, are caused, and by employing this method 
of protection the Fuller Co. is enabled to take advantage 


FULLER “SPARTA” ACCUMULATORS. | 
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of the low resistance and fine separation afforded by corru- 
gated-wood separators without the usual risks attendant un 
this type of separator. | 

The above patented features will give an idea of the ad- 
vantages of a close union between the experience of practical 
ebonite and accumulator makers combined in the one firm and 
in one factory. 

The. materials employed in making the .Fuller negative 
plates expand when in use, instead of contracting as is the 
case with the ordinary litharge plate, and do not. lose capacity 
as the latter do on account of their increase in density. For 
the first part of its life, therefore, the negative plate steadily 
increases in capacity until it reaches a point, after which 
the capacity is constant and further ‘expansion does not 
take place. It is these little niceties in construction and 

. composition which we had an oppor. 
' tunity of apptecrating. on the occasion of 
a recent visit to Chadwell Heath, which 


make all the difference. between two 
batteries which. are, їз appearance, 
practically the same. ^ For motor-car 
starting and lighting work, three sizes 
of plates аге made—namely, thè 

Sparta," the  '" Over-size раи.” 


and the ‘‘ Super-Sparta,’’. which carre- 
spond with the sizes commonly employed 
by American’ motor-car makers. 
Thirteen thousand wood вератайш» 
can be turned out by a single machine 
per day. After the veneers ‘have been 


to do, they go through а eomplieated 
treatment which removes the whole oi 
the resins and other harmful compounds. 
leaving behind the pure wood fibre, and 
the treatment is such that no reduction 
in the strength of the fibre.is caused l^ 
it.: The timber employed is specially iu- 
ported and possesses a wonderfully 
straight grain, the finding of even the 
smallest knot or flaw in many thousands 
of separators being very rare. 

An interesting development is the pro 
duction of dry charged batteries which 
will give over 75 per cent. of their сара: 
citv immediately after, being filled with 
acid. This can be done whenever ге- 
quired, and although not largely resorted 

to in the case of starting batteries, is a normal process in соп: 
nection with other types made in the firm's works. 

The ‘‘ Sparta " battery-plate grids are of what is known as 
the '" basket ’’ type, and are made by chill casting. The inter 
.cell connectors are also cast in a hollow channel form, tle 


I —Fvrvrrgp BATTERY PLATES. 
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reason for this being another of those small details which 
all add their quota to the high efficiency of’ the product. 
When we mention that a 7l-amp.-hour battery supplied fur 
one of the most popular makes of car hag often to deliver 
as much as 250 amps. for a short period when the starting 
switch is closed, it will be realised that the heating of inter- 
cell connectors is a feature that is worthy of consideration. 
The shape of connector chosen, while containing the neces 
sary amount of metal to carry such currents as. we have 
mentioned, must be one that possesses the. greatest possible 
amount of cooling surface. Special methods. are adopted for 
sealing in the battery so as to overcome the twin difficulties 
which beset all sealing comnounds—namely, the danger. of 
becoming semi-fluid in hot climates, and that of drying off 
and cracking at normal temperatures. .The sealing 18 per 
formed in two operations; the first deposits a high-melting- 
point sealing compound, which would tend to be brittle and 


suitably grooved for the work they have . 
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{о develop cracks if employed throughout; then, over the 
former, a thinner and more plastic compound is poured, the 
result being an equal freedom from surface cracking and 
from troubles which arise when the sealing compound be- 
comes plastic at high temperatures and tends to find its way 
past the lid into the cell. | | 

Battery boxes are made of various woods, chiefly of teak 
and cypress, the latter being employed for “ Sparta " bat- 
teries. The reason for the selection of these woods is their 
oly nature, which renders them far more immune from the 
attack of acid than are woods of a drier nature. ‘* Sparta ” 
hoxes have combed and dowelled joints, and the handles are 
drilled into the sides and pinned by stéel pins in position, 
thus preventing anv risk of loose handles and providing an 
attachment which takes up no extra room in the battery 
box. | 

The paint used to cover the boxes is not a spirit paint, 
which is said to dry too rapidly to have a chance of thoroughly 
unpregnating the surface of the wood. The boxes are not 
brushed, but are actually soaked in a tank of paint, being 
afterwards allowed to drain and dry ; by this means, the pene- 
tration of all joints and crannies is ensured and the boxes are 
rendered more resistant to the acid than if they were merely 
brushed aver with a quick-drying spirit varnish. 

Even ebonite labela are used on the batteries, the instruc- 
tions being moulded legibly on the face of the labels. 


THE ELECTRICAL TRADES BENEVOLENT 
INSTITUTION. 


ON. Monday last the annual general meeting of the Electrical 
Trades Benevolent Institution was held at the Institution of 
Electrical Engineers, the president of which, Mr. J. S. High- 
Held, occupied the chair. 

The annual report of the Committee of Management stated 
that the number of members and subseribers for the vear 
[ҮЛ was 656, an increase of 350 over the previous year. The 
total income from contributions for the year was £2,191, 
making, with the receipts from dividends and other sources, 
a total income of £2.907. The result of the vear's work was 
that an amount of £2,514 was carried to capital account, after 
the payment of grants and expenses. The sum of £3,707 was 
mvested, making the total amount of invested funds at cust 
£15,063, | 

The number of applicants for assistance was less than 
anticipated, but the amount given was more than double that 
of the previous year. Every qualified. applicant received 
assistance. 

The work of the Local Advisory Committees was reflected in 
the increased membership and in the collectors’ returns: in 
both of these respects great advances had been made, due to 
the activities of these comunittees. It was hoped that many 
more such committees would be formed in various towns, but 
owing to the trade depression it had been difficult to make 
Progress during the past year. The number of members at 
the end of 1921 was 354, compared with 249 at the end of 1920. 

The Committee again appenled to the heads of firms to 
asist the Institution by appointing collectors amongst the 
members of their staffs, and also by encouraging members of 
the staff to become members of the E.T.B.L., and thereby 
te qualify themselves and their dependents to become eligible 
tor pensions should circumstances render this necessary. 

[пе Annual Festival was held on October 26th, 1921, and 
was presided over. bv Sir T. O. Callender, J.P. The presi- 
dent's appeal resulted in a collection of £1.42. The dinner 
D the first of the Festival dinners of the Institution at which 
dies were present. The vice-presidents were Sir Williem 
Noble and Mr. L. B. Atkinson, who ably supported the presi- 
dent in his appeal made at the dinner, which met with a 
-Uherous response. 

The Committee again drew attention to the advantages of 
membership, which were summarised as follows :— 

‚ (a) PROVISION коң ONESELE.—There will be an ever- 
Mereasng number of persons in this walk of life who. 
through ill-health or other misfortune, unexpectedly find 
themselves in a destitute position. Seeing that there is now 
more than £10,000 invested, a member (or a member's 
widow or dependents) brought to such an unfortunate posi- 
uon is assured of the ability of the Institution to give 
adequate assistance. 

“ (b) HELP кок Отневѕ.—Ву becoming a member vou 
assist towards giving temporary financial assistance to many 
"ho either are not qualified for pensions or only require 
sone financial assistance to tide over difficulties. 

" Membership carries with it voting powers, to be exercised 
when any application is made for a pension. 

The subscription cf members іх 10s. per annum, or such 
larger amount as each member is willing to give, and it may 
he paid in instalments.” 

‚ Moving the adoption of the report and accounts, Mr. Н igh- 
"eld expressed his pleasure at being invited to preside at 
the meeting, because he was president of the Benevolent 
Fund of the Institution of Electrical Engineers, and his pre- 


sence in the chair emphasised the fact that the two benevolent 
funds kept closely in touch with one another, and that there 
was no overlapping of their operations; each had its own 
sphere, and the Electrical Trades Benevolent Institution 
existed for the purpose of assisting persons who were not 
members of the L.E.E. 

The income for the year was £2,907, compared with £2,333 
im 1920; members subseriptions amounted to £227, com- 
pared with £195 in 1920, and what was still more satisfactory, 
the number of ordinary members had increased frome 150 to 
249. and Ше members from 9893. to 104. Dividends received 
amounted to £715, compared with £613. The total expendi- 
ture amounted to £281, compared with £275, the increase 
being due to the very considerable increase in correspondence 
entailed by the larger membership and the activities of the 
local advisory committees. The nuinber of grants made was 
the greatest since 1915. The amount carried. to the balance- 
sheet was £2,514, compared with £2,000 in the previous vear. 

Mr. J. Y. Fletcher, chairman of the Conunittee, seconded 
the motion, which was unanimously adopted. 

The following members of the Committee retired by rota- 
tion, and, being eligible, were unanimously re-elected :— 
Messrs. R. W. Hughman, E. F. Johnson, Lt.-Col. Hl. M. Leaf, 
Messrs. Р. А. Lundberg, W. C. Mountain, P. H. Nalder, 
W. R. Rawlings, А. А. Campbell-Swinton, and ts G. Tate. 

The resignation. of Mr. К. W. Fitield. was accepted. with 
regret. Messrs. Price, Waterhouse & Co. were re-elected hon. 
auditors, and votes of thanks were accorded to them, to the 
hon. solicitors (Messrs. Sugden & IHextall), to the hon. secre- 
tary (Mr. F. B. O. Hawes). and to the electrical Press, as 
well as to the Institution of Electrical Engineers, and to the 
ehamman, Mr. Dightield, for presiding at the meeting. 


LEGAL. 


CHARGE OF FRAUDULENTLY OBTAINING ELECTRICITY. 

Ох April 21st. Gideon George Grieve and Archibald А. 
Manges, carrying on business as electrical and mechanical 
engineers at 14, West Bute Street, Cardiff, appeared at Cardiff 
police court, summoned on буе counts for laving an electric 
wire to the Corporation supply so as to obtain electricity 
without its passing through the meter; and for culpable negli- 
gence and wilfully injuring the fittings and using the elec- 
tricity without the consent of the electricity. undertakers. 

Mr. RENvYN Rees, on behalf of the Corporation, stated that 
when defendants. went into occupation at West bute Street 
they made application for a meter to be installed. There was 
a meter on the premises, and this was connected up and the 
various fittings and fuses sealed up. For the first reading up 
to December 3rd they used 15 units; until January J5th the 
meter recorded 64 units: but on February 13th. the meter re- 
corded nothing. It was then found that the meter had been 
burnt out. The seals ou the Corporation fuses had been 
broken and a fuse capable of carrying a higher current 
of electricity had been. substituted. A wire had been 
connected by which electricity could be consumed without 
passing through the meter. By another wire defendants 
could get electricity for heating purposes. ‘The men sold 
electrical heating apparatus, and it was assumed that thev 
had been demonstrating these goods to probable purchasers 
without paying for the energy. 

F. G. BARNARD, an electrical engineer emploved by the 
Cardiff Corporation, said the reason the meter burnt ont was 
because an overload of current had passed through it. 16 con- 
sumption had gone on at the same rate as before there would 
have been approximately £2 worth of electricity used. This 
was for lighting only, and did not include any current which ° 
might have been used for heating or any of the extra supply 
Which burned the meter out. He said that the cost of re- 
placing the meter would be £3 10s. 

Detendants pleaded ошу to fraudulently and feloniously 
consuming the current, aud on this count the Stipeudiary 
magistrate, Sir Thomas Lewis, fined them £50 each, or three 
months’ imprisonment, and ordered the withdrawal of the 
other charges. | 


DAMAGE TO FEEDER Вох. 


AT the Marylebone Police Court, on April. 20th, Geoffrey 
William Holt, an officer in the Royal Artillery, was prosecuted 
for being drunk while in charge of a motor car, and driving 
to the publie danger. A police constable stated that defendant 
ran against another car and then drove into a feeder box, 
knocking it over and causing trouble at the power station. 
Mr. D'Eyncourt imposed a fine of £15, and suspended the 
defendant's licence for six months for dangerous driving, but 
dismissed the charge of drunkenness. 


Marcont’s WIRELESS TELEGRAPH Co., Ltp., v НАМШТОХ. 


IN the Court of Appeal this interlocutory appeal by the de- 
tendant, who it will be remembered was a former emplové 
of the plaintiffs, from an order of Mr. Justice P. О. Law- 
renee, was dismissed on Tuesday. 


we 
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NEW PATENTS APPLIED FOR, 1922. 
{ (NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serton-Jongs, O'DeLL AND 
*SibUHENS, Chartered Patent Agents, 28, High Holborn, London, W.C. 1. 


eee Peers ignition devices for. intermal-combustion engines." К. 
Dem n MK. Ge April Sth. (Germany, May Iih, 1921.) 

ГК. 7 Apperstus. for recordings telephonic conversation." 
Nori М е 

{ӨС б Dimuner-switehes for motor vehicle lamps." N. L. Penn and 
Stunting ond Spinning Works, Led. April 8th 

1n,043,. Electric switches.” J. Hampson and R. Olsen. April 8th. 

10.058. t Multiples telegraphs.’ F. E. Pernot. and L. J. Rich. April. &th. 

Тб. Apparatus dor. starting low-powered electric motors," A. Meélotte, 
Apri! rly, 

Hm. © Eb arie condensers.” W. J. Cole and Telegraph Condenser Co., 
LiL Aprib sch. 

TO 085, It Tb phone systems.“ Н. S. Conrad. April Sih. 

lo UNS. Арочку for use dn automne celephone, &c., systems," H. S. 
Conrat. Арон Sth, 

ТОД) Telephone swiiching, &c., mechanism." H. S. Conrad. April 8th. 

10.093, Pel phone switching, Кое mechanism. H. S. Conrad. April Suh. 

lo,u2,. Pelephone systems," H. S. Conrad. Apri! МН. 

IUO t Lelephone svscems. H. S. Conrad. April Sth, 

Log. 7 T ропе systems. H. S5. Conrad. April ма. 

WW. U Dirigibie head kunps for automobiles." AL К. Petlow. April Irth. 

М coe rie switeh А, С, Barton and F. H. Letter. April 1Uch. 

tu, 22. К боша, Sc, FE G. Craven, April Toth. 

10,137. " knclosed. dinama-eiecirie machines." W. MeGee & Son, Lid., 
Jj. b White ond T. White, April 10th. 

lu 2. Маро of locking еее incandescent lamps to holders.” f. 
Н. Reeves oni |, Fasor April lth, 

lo.143.. " Lifung noapnets. HL К. Jones, W. E. Lawton, and С, E. Wood. 
Аре: Wel, 

by, 144. " Lining magnets" Н. R. Jones, W. E. Lawton, and C. E. Wood. 
Aprii 10th. 

[4б 77 Prosess of drying paper or fibrous. insulited electric cables,” F. 
Капа ол. Ap al Ith. 

йө, Porc lights.” 
Uan. 

207. C Ek cirie lamp fittings.” бар Thomson-Houston Co., Ltd., W. 
Майли ard Н. C. Wheat April) 1th. 

КЫЙЧ. б\н de, Ас. tewphone systems.” B. B. Johnson. and. Relay 
Atuwomatio Tes pnene Co, Lid. April Hih. 


O. Zinke. 


Steward Davit & Equipment Corporation, April 


Iu215.. "t Long- dis ance — telephone — dnetulbitiens,— Soc. d'Etudes pour 
Liaisons Teélóphoniques et Teélegraphiques a Longue. Distance. April Ioh. 


France, Jab 8 B, Efl) 

40,316. t fone dead beeen electric eircuits;" Soc, d'Etudes pour Liaisons 
Telephoniques a belegeauphiques: а Longue Distance. April Mnh. (France, 
June 260054, 1921., 

M220. C onralling mechanism of cleetrically-prope Hed. vehicles." Mossas 
n Mo. Lia. В. А. Ho Moss, and Ransomes, Sims X Jetheries, Ltd. April 
Aih. 

lo,224, Т phone sysems. 7 Siemens & Halske Aki. Ges. April 10th. 
(Germans, Awi Wh, 191.) 

ТӨШ. Spark plugs." W. H. Chard, О, S. Eastman, and W. F. Hills. 
April 101). 

234 I1 Eeee recording and sounding device.“ W. H. Christie and 
F.N пілот. April 10th. 

BRAGS. Бате locomotives, teumears, road vehicles, &c," W. ОР. 
Durrniai!. April Lith. 

1,245. 7 Au omade switch A. C. Barton and F. H. Leffler. April Hth. 

la 240. 7 FEeerriealls-heated. treeings iron for boot, &c.,. manufacture.” C. 
H.W. Brown. Aprik Leth. 

M257. Rei aing contact. switch for electric bayonet holder. fitting." F. 
ANC Миха. Awil Pih, 

[нд ct janri idllv-controlled. indicating device," A. J. Gregory 
Ni ol April lLk. x 

lo 297. U Мопс bos," S, Orchard. April With. 

10:300, "А, naiinu-current. circuit models. for educational purposes." J. 
К. CotiersonsSini bis April Lth. 
| ТӨН. 7t Diaphragm for sound recordiny, reproducing telephonic, &c., 
prr ruments AP \, Renison. April Hih. 

ПЗЗ. t Dinning device for swith contacts for electromagnetic. vibrating 
mombers А. Н. Manre and V.H. G. Martin, April Iih. (France, April 
I" n, 19021. 

ӨЗА. C! Prepayment meters. far gas, water, electricity, &e. Landis and 
Gar АМ. Gos. April IE hh. ха легал, April 12th, 1921.) 

10,371. " Storage batteries" Chloride Electrical Storape Co, Ltd. (W. E. 
Rerstiwy April ith, 

Me. ** Electiie brush holders, &c AL Mélatie, April Mth. 

10,382. © Charging electric accumulators.” C. €, Garrard, M. J. Railing 
and W. Wilson. April Ihh. 

TRG. © Meal anodes for electro. deposition," Scovill Manufacturing Co, 
(R B. Ranstord). April 11th. i 

T393. I' Regulators dor ciectron discharge devices." 
Heuston Ca. Let (General Electric Со. April Ihh. 

ГӘ ДОЛ. t Means fer connecting electrical conductors to sparking plugs.” 
Pi, Wicderholdt. April 1th. | 

10,402 "НУ and adaptere for radia telephonic and telegraphic appara- 
tus. C. B. Rersving. April ТИП. 

10,421. " Galvonie baterias," 1, 
Werks, Lid April I2th. 

19,427. Device fo: anplicatian of electric power to agricultural mvi- 
chineiv;" Jf. X, Dayies. April Ph. | 

1.445. So Submarine signalling apparatus Ta. J. Price. April 12th. 

W462. tt Thermionic valve hoiders;" G. H. Moody. April 12th. 

10,466. 7 Burgtar alarm. S. C. Harvard. April ]2th. 

10,409. t Autem anie telephone svstems. H. T. Pody, W. H. Grinsted. and 
Si mens Bros. & Co. Lid. pril 12th. | 

10,474. " Biceric battery lamp. W. Sandford, April 12th. 

W474. Electric. time switches. F. Krupp Akt. Ges. April 12h. (Ger- 
mony, May 23rd, 1021.) 

MOAR IU Transmission of telephone numbers, е." Automatic Telephone 
Monufoetauring Con Ltd., and H. H. Harrison. April 12ih. 

Jo 486.— б Advertising device, Edison Swan Electrie Co.. Lid. April 12th. 

AUS, UI Elecirie switches" TF... B. Tucker. April Xh. 

10499. Electric switches.’ J. B. Tucker. April 12th. 

WMT, I1 Telephone repeater circus.” General Electrie Co., Lid., and G. 
C Maris. April 2th. 

Palo. tt Indicator svstems for Hilts, «с. F. G. Rell and Sterling Tele- 
phone å Er eric Co. hici. ‚Ар Wh, | 

Рр. Y Бест furnaces. “| E. P. Barfield and Т, W. Wild. April 19:Һ. 

14,513. ** Келес far electric currents," М. Morrison, April 12th. 
{озин States, April ih, 19215 

өзб. " Electrical apparati; 
(G serat Eleetrie Со) April ih. 

MLSZ. '' Nutomatie warnine sionals for railways. tramways, &c."" С. W. 
Jocer and D. D. Waker. April 12th. | | 

PRR, ** C'ontzer rail for electric traction.’ H. Гато. April 12th. 


TOA ЕТ trie discharge tubes.” He L. Down and W. A. Hole. April 
I2: 4. 
10325. "t Spur flash radiography.” F. Herniaman. Johnson. April 12th. 
Mealy. 8 Electrie installations lor lighting, &c., on motor cars, &e. C. A. 


Маи ему! and €. XN, Vandervell & Co. lad. Apri! 19. 


and J. 


British Thomson- 


, Fuller and Fuller’s United. Electric 


British = Thomson-Houston Ca., Ltd. 


10,538. “ Devices for connecting electric, &c., wires.” 
April [2th. 

539. ** Eiectric wiring systems. for lead-sheathed cables, Nc." G. W. 
Humphry. April 12th. 

10,945. ** Closed electric furnace; X. Helfenstein. April d2ih. (Austri. 
April 20h, MRIS 

10,572. '* Elecirically-operated. warming horns," T. G. P. Неше. Аз 
With. 

1580, 6 Electric switches" J. Clément and L. Gillard. Apit 13:5. 

10.583. Лоса switches.” J. А. Стае. „April 13th. 

10,2, ** Electric switches; Jo A. Crabtree. April 1315. 

10,5098. © Method of jointing eiectrie. conduciors." J. F. Shicper. Ару 
3th. 

10,612. ** Adjustable. clips for electrical wiring.” А. G. Bullen. April Ti, 

10.627. “Sparking plugs." Soe. Anon, des Anciens Etablissements Pan- 
bard et Levessar. April doth. (Erance, April Ith, 1921.) 

10.628. Permanent magnets. F. Kiupp Akt Ges. April 13ih. (6 r. 
many, June 2h, 1921.) 

10,629.“ Electric overload protective. systems. F. Krupp Aki G.. 
April Exh. (Germans, May 28th, 1921.) 

10.649. '' Cooling of electrical apparatus.” Burcau d'Orijranisition. Eros. 
mique. April 1З. (Germans, April Tih, 1921.) 

10,650. Electrolysis of water.” R Pechranz. April I3.h. 

JU. Electric disiributing systems.” N. Togami. April Esch. 

J069, '* Electric batteries. F. Lis. April 1З, 

10,660, ** Eleciric cooking devices. S. M. Townsend. April Iib. 

T0666. ** Electromagnetic regulating devices lor dvnumo-cleetrm machines” 
Jo Ftchells and Vickers, Lid. April 3th. 

1071. '* Alwervwoing-eurrent distributing systems.’ 
А. Н. Higgs. April Pith, 


G. W. Humph:: 


Frrranti, Ши. аз! 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


; 1920. 

29.625. б Electrasmechanieat power transmission devices.” Н. Гез 
Auguste 20th, 1921. (177,5ә7.) 

Зз. Portable еселе light and power plant." C. H. Ferguson. \- 
vember 24th, 1920. (177,203.) 

33,703. C Process and insialliiions for the clectro-mechantieal uiilisatiun. v 
tides." А, Defour. November 29.h, 1920. (177 ,476.) 

do.027..— t Provetive devices for electrical power transmission systems." L, 
M. Косе (G. Н. B. Bernardi December Iih, 1929. (177,582.) 


oom, t Eleocwical insiruments, 7 M. B. Fidd. December 2nd, 153. 
(Cogunite appheation 27,937,21.). (177,584. 
86.407. " Electromagnetic. relays or. like. contactemaking devices Mii 


matie Telephone Manufacturing Co., Lad. Sepiember Tih, 1920. (X ddiion i 
156.076.) (168,544.) 

360,474. So Means for actuating electric switches" AL С, Das. Desmer 
Wh, 1920. (Convention date not. granied.) (0157,079.) 

36.503. '* Apparatus for. Нелли dynamo electrical machines. X. үт 
and ATimanna Svenska Elekeriskal Aktieboliget. December ДАВ, 1% 
(177,603,) 

4250. Apperatus for coating metals with metal." British Thoin- i 
Houston Con Ltd. (General Electric Co... December. 31st, 1920. (177,48 | 

36,626, '* Current-collecting devices for diniimo-clectric nirachines or о" 
like.’ British Thomson-Houston. Cu., Ltd. (General Electric Со, Юн 
gise 920. (177.609. 

836.666. ** Eleciriciy multicore cable dividing boxes or apparatus" Sou’ 
Wales Electric. Power Distribution Co. and A. Wisdom. December di- 
13:20. (177,610,) 

1921. 

336. I Electrical condenser and method of making the same.” W. Ора. 
January 18th, 1916. (156,480.) 

652. ** Means for regulating the terminal voltage of electrical valve-tue - 
Dr. К. Schroter. September Ist, 1919. (1256,.064.) 

NS, I1 Testing arrangements for automatic telephone systems." — Sim > 
and Halske Aki. Ges. March. 26th, 1918. (127.117) 

1,236, *"' Arrangement for telephone installations with automatic халаг. 
working.” Siemens & Наке Akt. Ges. December 8th, 1916. (157,324) 

1.324. '* Wireless telegraph receivers." Ges. iur Drahilose Teicgiapy . 
August 29th, 1919. 157,403.) 

1.388. t Means for interrupting electric currents, particularly applicabe * 
lightning arresters. Schweitzer & Conrad, June 21st, 19185. (057,457: 

1,3983. '* Means for the opuco-clectric reproduction of photopr iphicasy r 
corded sounds." Dr. J. Engt. H. Vogi and J. Miassolle. December 22nd. 192. 
(157,466.) ` 

1.740. '* Type of swivelling shoe collector. for the collecting of electric pow 7 
from overhead eonductor.”” F. H. Briges. January lith, 1921. (077,6. 

2.070. "* Pendulum electrical indicaiors." К. Scruby. January 20i. 192 
(177,639.) 

3,056. 8 Electric motor. starters. and regulators.” A. H. Railing, C. ©- 
Garrard, and W. Wilson. January 25th, 1921. 77,643.) 

A231. 8 Electric swieches." AL Shore and А. P. Witchell. January Ж 
1921. T7645) 

3,409, ** Electric switches," — A, H. Railing, C. C. Garrard, and А. H 
Searle. January 28th, 1921. (Addition to 132,9363 (177,651) 

a4. t* Electric cables or conductors," J. Drennan. February 17th. 127 
(Cognate application 15,826-21.) (177.666.) 

ABRIT. “Sparking plugs for ignition purposes.” 
214, 1921. 177,671.) 

0.99.  Dirigible headlights for motor. vehicles," J. J. Bavor. Есето 
214. L921. (077,072. Е 

6161. '* Means for actuating repeater signals on locomotives or motor czi> 
of electric railways." J. Bethenod. February 24th, 1920. (159,471) 

6.619. ** Eliectcically-heated soldering irons.” W. Clark and Clork's Nec 
Elecirie Devices, Led. February Bh, 1921. 1177.675.) 

7.435. C Manufacture of eiectric cables for conveying energy." DOS 
Кефе (Soe. Pirelli & Со. March 3rd, 1921. (177,683.) 

BTT. U Elecirie starters for internulvombustion engines.” Z. R D 
Veneria. March. 23rd, 1920. 160,729.) 

98.673. “ NSpeed-regulating systems for electric motors." — British. Thome 
Houston Co., Ltd. (General Electric Coop. March 30th, 1921. (077,70. 

8,9]]. *" Apparatus for suppressing the upper harmonic waves in the dirc 
current circuit of metal vapour rectifiers.” Akt. Ges, Brown, Boveri et ©. 
Mas ith, 1920. (163,686.) 

10,005. “ Sparking plugs." L. S. Clarke. April 5th, 1921. rare ee 

10,051. '* Plug connections for electric circuits." G. F. Ostins. Api » 
Joi. (177.713.) 

11,038. '' Rotary timing switches or current distributors for ignition app" 
tus of internal-combustion | engines," R. S. Bowen. Ари Iih, b 
(061,917.) 

12:52. "sound receiving equipment. for ships." Signal Ges. May 31, 
1920). (064.311) | 

LGI ** Lapping strips of paper and the ke on electrie con lacters o 
the dike.’ C. J. Bower and ЕЁ. А. Claremont, May Wh. KRE (77.68 

13,762. '* Electrice liquid) hening appliances. E. Richter. Mos ih, PÈ 
(177,732) V 

15.261. '' Electric resistance units.” W. R. Mickelwright and. Mickewiiz 
Ltd. June 2nd, 1921. (77.13 T 

16.81. t Electrical operation and control of railway carriage doer 
National Pneumatic Co. September 10th, 1920. (168.858) 

PATT. t Electric. installations comprising an electric emer tiog м, t7 
bined with а siorage battery J. Bethenod. November Bth, Emu, ii t 


A. E. Heath. Febru > 
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THE ENGINEERING LOCK-OUT. 


THERE is little enough of compliment to be presented to 
any of the three parties to the dispute which is now 
obstructing the engineering industry, and which con- | 
stitutes the chief domestic obstacle to the revival in 
trade that is so persistently trying to materialise. 
What little there is, be offered to the 


Government for having at last set up an Industrial 


however, may 
Court to investigate the causes of, and make known the 
facts concerning, the difficulties which exist. The desir- 
ability of this step was first urged by us over a month 
ago, but the Government then believed that delay would 
thereby be caused and the area of the dispute extended. 
The area of the dispute extended itself, without any help 
from an Industrial Court, and the delay of four weeks 
or more that has occurred might have been avoided by 
prompter action on the part of the Minister of Labour. 
In support of the statement that trade is trying to 
revive, we may remark that improvement is recorded by 
responsible persons connected with the following indus- 
tries: boots, hats and caps, pig iron, cotton, wool, 
chemicals, South Wales coal, and Birmingham exports. 
The managing director of one of the largest electrical 
manufacturing concerns has been publicly quoted as say- 
ing that the input of orders has lately improved, that 
inquiries are more plentiful, and that if labour condi- 
tions were more settled, the industry would make rapid 
strides in the direction of recovery. In passing, we 
may remark that there is ample room for the coal trade 
to revive still further by making a reduction of fifty per 
cent. or so in the price of domestic coal. The Wages 
dispute in the cotton industry, which at one time 
threatened to lead to a stoppage, has been amicably ad- 
justed, and congratulations are due to both sides for 
having avoided an interruption to business. We have 
once before quoted The Times of February 24th last as 
saying: '' These things have been successfully done in 
other industries, and can be done іп the engineering in- 
dustry." Here is an example of the truth of that state- 
A stoppage has been avoided in the cotton in- 
dustry, and we cannot help feeling that a stoppage 
might have been avoided in the engineering industry. 
When confronted with a difficulty, or a problem of any 
kind, it is always useful to ask two questions about it. 


The first. is: 


ment. 


What ts it that we want? and the second is: 
Well, 
what do we want in the engineering industry? 

good trade and plenty of 
employment. Too 
high wages, say some; and as a consequence wages are 
reduced. A Labour correspondent writing in The 
Observer of April 30th states that ‘‘ over a substantial 


now, 
There 
can only be one answer, viz , 
And why are we not getting it? 


proportion of British industry, wages, taking into 


account the cost of living and leaving aside the present 


[613] 
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unemployment, are as low as they were before the war, 
and among. large numbers of workers, a good deal 
lower." If we accept this as true, it.is clear that we 


have cast adrift from any idea of an improved standard. 


of living. Too high profits, say others. This, will un- 
failingly be proved erroneous when the balance-sheets for 
1922 are produced. So far as we are able to foresee, 
many. of the engineering dividends that ure paid on this 
vear’s trading will be paid out of moneys carried for- 
ward; and unless more business can be obtained, 1923 
will show an even worse state of things. Too high over- 
head charges, perhaps. It is true that railway charges, 
postal expenses, hotel prices, and other expenses con- 
nected with selling and delivering goods are, on the 
average, at least twice what they were before the war. 
None of these suggestions gives—taken all together they 
do not give—an adequate answer tothe question. 

The real and sufficient reason is lack of business. 
The cure of unemployment is fundamentally a selling 
problem. : The war has been finished for a long time 
now; and it is high time things got back into. their 
normal stride. Whether we like it or not, if we are to 
avoid starving here in England we have got to trade 
with Russia; we have got to “trade with Poland ; we have 
got to increase our trade with France; aye, and we have 
vot to trade with Central Europe. Particularly is this 
tr ue of the engineering industry. The cotton industry 
can sell its goods i in tropical countries, and 1t 1s unlikely 
that the slump in cotton will ever be so coniplete as 
it has lately been in our own industry. We do not pro- 
fess politics in these columns. We are accused by an em- 
ployer of reading nothing but The Communist and The 
Herald; on the other hand, a worker has told us that 
we have not the foresight or the wish to state a case for 
labour. We think it likely, from these comments, that 
we have succeeded in our intention of being quite im- 
partial. But polities or no politics, it is devoutly to 
be hoped that the Prime Minister will, by the time these 
lines are before our readers, have succeeded 1n establish- 
ing at Genoa a basis upon which the commercial struc- 
ture of Europe can be rebuilt. By this means it will 
be possible to extend the market for British goods; em- 
ployment will be more plentiful and unemploy ment will 
decrease; if there were no unemployment there would 
be no objection to overtime, and one ostensible cause 
of the lock-out would disappear. 

We see, then, that even the present. dispute depends 


for its solution on the restoration of stability in Europe. - 


The ‘‘ snarling,’’ to use Mr. Lloyd George's expression, 
at home is an echo of the snarling between the nations. 
The Industria] Court will reveal the truth about internal 
conditions, and what is wrong with them must be set 
right. The two sides have published statements of their 
views, and the chief impression gained from reading 
them carefully is that a regrettable obstinacy has been 
displayed by both. The employers have not been as wise 
and tactful as could have been wished, but the insistence 
of the engineers on the '' verdict" of their ridiculous 
and farcical ballot (at which 320,000 did not take the 
trouble—or did they have the opportunity ?—to vote) 
is such as to become irritating. Let us put the fact quite 
plainly. The A.E.U. executive accepted the terms of 
November last, which were put to the men, and they 
were not rejected. They were not accepted, it is true, 
but. Је? us carry the case to the point of absurdity. Sup- 
pose only one man had taken the trouble to vote, and 
hc had voted against the terms: would that have been 
accepted as а valid result? or, if he had voted in favour 
of the terms, would the men have accepted that? If not. 
where is the limit to be drawn, between 20 per cent. and 
one individual? The A.E.U. will have to adopt Mr. 
Clvnes's advice. and forget the indecisive ballot on the 
November terms. The stubbornness of the employers 
has culminated in a public invitation to the men in- 
dividuallv to break awav from their union, and this 
while the Court of Inquiry is sitting. The sittines of 
the Industrial Court are to be held in public —this 18 as 


it should be. 


IN a recent issue, commenting upon 
the claim of labour to be represented or 
the Joint Electricity Authorities, we 
said that the industry was already fully 
provided for in this respect by the 
National Industrial Council and the District Councils. 
In our '' Correspondence "' columns last week we pub- 
lished a letter in which the sufficiencies of the Whitley 
Councils were challenged from the Union side. This, 
of course, was only an individual opinion, and we do 


Are Whitley 
^ Councils а 
Success? 


not think it reflects the general feeling of the Trade 


Union with regard to the Councils any more than the 
occasional secession of some small aggrieved undertaking 
is indicative of the general feeling of the employers. 

Still, among those who are not in touch with the Coun- 
cils the question is sometimes asked whether after all they 
are really a success, and the points raised by our Trade- 
Union correspondent are just those which would natur- 
ally arise. He claimed that a number of electricity 
undertakings refused to conform to the decisions of the 
Councils; that some of the Einployers' representatives 
on the Councils did not follow the recommendations in 
their own undertakings; and that there was a distinct 
failure in carrving out the spirit of the Whitley Councils 
in the present national sliding scale agreement which, 
he suggested, was forced оп the Trade-Union side. Now 


these statements are not in accordance with the facts. 


In the first place, we can say that the National and 
District Councils in the electricity supply industry have 
been an unqualified success. By this we do not mean 
that there has not been failure on all sorts of small 
points; much less do we mean that everybody concerned 
has been pleased. It is obvious that you cannot for 
three vears settle basic rates and the up and down 
adjustments for the employes of 500 undertakings with- 
out somebody feeling aggrieved on one side or the other. 
But considering the magnitude of the task, what troubles 
have actually ensued? How many electricity under- 
takings have refused to conform to any decision of any 
Whitley Council, as suggested by our correspondent! 
Practically none of any size and importance, and even 
ia total, very few indeed. Even amongst the few the 
erievance has usually been on some specific point, some- 
times a quite small one. Moreover, it will be found that 
these comparatively few unimportant undertakings 
actuallv do follow very generally the recommendations of 
the Whitley Council, and if we take the number of work- 
men who belong to these disgruntled undertakings we 
shall find that they form an insignificant fraction of the 
total number of employés in the industry. The big 
undertakings, such as Manchester, Glasgow, Birnine- 
ham, Bradford, Sheffield, Newcastle, the two dozen or »o 
big municipal ‘and company undertakings in London. 
and the mass of medium-sized undertakings throughout 
the country, have given the fullest adherence to the 
Whitlev system from the beginning. Then as to the 
actual members of the employ ers’ side lovally carrying 
out the recommendations of the Council, this again 
might apply to the representative of some few small com- 
pany or municipal undertakings, whose directors or 
councillors do not support him. But if lists were made 
of the undertakings which have loyally supported the 
Whitley Councils throughout and those whieh have re- 
fused to do so, it would be found that the latter were 
entirely negligible. Even when we come down to the 
question mentioned above of the National Sliding Scale 


: Agreement: by which the wages of all workmen through: 


out the country are reduced as the cost of living falls, far 
from this being merelv a sectional agreement, it has 
been adopted bv both sides of each of the 13 District, 
Councils, and has been in satisfactory operation for 
some months. 

But. if we are to realise the great success of the W hitlev 
Councils in this industrv, we must take a broad view. 
Since Whitley Councils have been in operation, strikes 
and lock-outs have been practically unknown, and this 
during a most critical. period of adjustment of wages. 
Compare the history of the electricity supply industry 


Vol. 0. No. 2.319, May 5, 1922.] 


THE ELECTRICAL REVIEW. 


015 © 


ee ` 


with that of the engineering industry, or any other big 
industry, during the last three years, and the contrast 
is astounding. Not a single dispute of any magnitude 
between the employers and the workmen has arisen in the 
electricity supply industry during this period, and not 
one that has led to a strike at uny important under- 
taking. To realise what the Whitley Councils have done 
for the industry, one has only to unayine the chaos which 
would have ensued during this critical period if the 500 
undertakings in this country had tried to settle their 
own problems individually and independently with their 
own workmen or the two or three dozen Trade Unions 
interested in the industry. 

Above all, a firm basis of mutual understanding and 
sympathy has been established between both sides. We 
have only to look at the engineering industry at the pre- 
sent moment and the-deplorable lock-out, resulting from 
the lack of just this understanding, to realise the value 
of the work done by the Councils in this direction. We 
desire once more to emphasise the value of direct per- 
sonal association between employers and workpeople, for 
the interchange of thoughts and opinions; by no other 
means can mutual confidence and esteem be brought into 
being. To such intercourse the parties must bring the 
will to seek agreement and to study the facts from the 
other’s point of view as well as their own. No rational 
person would take a hand at a game of whist with the 
idea of getting the better of his partner, besides defeat- 
ing his opponents—“‘ play not one hand alone, but both 
combined!” That is the spirit in which capital and 
labour should play the game of industrial organisation, 
for their joint benefit; and it is the spirit which per- 
vades the principles of Whitlevism. | 

Those who talk lightly of the Councils in the electri- 
city supply industry or affect to think that the 
industry might be just as well off without them are 
doing the industry the greatest disservice, and by the in- 
dustry we mean equally the workmen and the under- 
takings themselves. So far as our experience is con- 
cerned, we have found that these adverse criticisms 
originate either with those who know nothing of the 
work of the Councils or of the industrial situation 
generally. or with those who criticise the Councils merely 
as part of some extraneous argument. Those who know 
most about the Whitley Councils are their strongest sup- 
porters. 


SWITZERLAND is suffering probably 
more than any other country from the 
and so-called “© exchange dumping " which 
German Mark. has resulted from the depreciation of 
the German mark. n machinery 

Germany has been able at times to undersell Switzerlund 
t» the extent of 70 per cent., for the German manufac- 
turer has been able to buy his raw material for about 


one third of the price paid by the Swiss maker, whilst 
his wage bill has been about one-tenth. The prosperity 
of Swiss industry depends so largely upon export trade 
that the depression in Central and Eastern Europe has 
been very severely felt by it, and this sensitiveness has 
been increased owing to the high exchange value of the 
Swiss franc. For these reasons Swiss manufacturers 
will welcome the reports that in certain classes of goods 
Germany is losing her capacity to undercut interna- 
tional prices. The possibility has been under discus- 
sion for some time. Тһе tremendous advantage from 
the selling point of view of the depreciated mark has 
been to some extent offset bv the larger amount of cur- 
rency needed in the purchase of raw materials from 
abroad. On the other hand it has to be taken into con- 
sideration that the cost of raw material has much less 
influence on the final cost than the wage bill has, and 
that, in this latter respect, Germany retains a weighty 
advantage. Yet there is evidence that high cost of pro- 
duction is telling against Germany's competitive power 
in export trade in certain lines, whether this be due to 
increased expenditure on fuel, raw material, wages, or 
all combined. Не” pices are said to have almost 


Swiss Franc 


reached the wofld’s level in heavy iron and steel, steam 
engines and the better-quality Woollens. In order to 
reduce costs, the firms concerned in the production of 
electrical porcelain are arranging to transfer the manu- 
facture from Berlin and district to neighbourhoods 
where labour is cheaper. It cannot be said that there 
are yet many signs of German electrical machinery and 
apparatus rising in price above international parity, 
but if the high quotations in certain lines are genuine 
and not due merely to inability to give prompt delivery, 
if seems more than probable that the same tendency will 
be noticeable in electrical goods. TN 
If German manufacturers had any steadfast belief in 
the continued advantage in export trade of the depre- 
ciated mark, they would scarcely arrange to start branch 
factories abroad. Yet, as a recent Berlin dispatch to 
The Times stated, an agreement has been entered into 
between the Siemens-Schuckert Co. and a Japanese firm, 
by which the Siemens Co. will construct a large factory 
in Tokio for the output of electrical machinery. How 
seriously the Swiss electrical industry has been affected 
by German undercutting is shown in the report by H.M. 
Commercial Secretary at Berne, which is summarised in 
another column, 


ExTrRA-CouNciL nominations, bring- 
The I.E.E. 


ing up the number of candidates to nine 
Council for three vacancies, have ensured that 
Election. there shall be a ballot for the Member 


class; and one extra-Council nomina- 
tion for the Associate Member class has fortuitously 
saved the Council from what would otherwise have been 
a “ regrettable incident " in the shape of a reissue of 
nominations. 

Amid so admirable an array of candidates it is some- 
what difficult, and possibly invidious, to make a choice; 
but we think it will be generally agreed to be in the in- 
terests of the industry that Mr. J. W. Beauchamp, 
director of the E.D\A., shall be elected. Another candi- 
date who similarly unites official position with personal 
qualities of a high order is Mr. A. C. Cramb, hon. 
secretary of the I. M.E.A. The services which Mr. A. M. 
Sillar has rendered to the industry, not only in his pro- 
fessional capacity but particularly on the social side, 
should surely count in his favour; and Major Kenelm 
Edgcumbe would undoubtedly be a valuable acquisition 
to the Council. Not one of these gentlemen has ever 
been a inember of Council. 


Tue Budget introduced by Sir Robert 
Horne, the Chancellor of the Exchequer, 
on Monday last, and now under con- 
| sideration by the House of Conimons, is 
the first in which an attempt has been made since the 
European war to relieve British trade and industry of 
part of the oppressive burdens thrown thereon by the 
cost of the war itself, and by the extravagance of 
national expenditure which followed it. The Chan- 
cellor, in intimating the decisions or recommendations 
of the Cabinet, reduces the Income Tax impost by one 
shilling in the pound, and industry, so sadly in need 
of a tonic, is thankful for this small mercy. It looked 
fcr a larger reduction and for the abandonment or the 
iniquitous Corporation Tax as reliefs which were essen- 
tial in order to give an impetus to business enterprise, 
but any reduction at all is a move in the right direction, 
especially as it suggests that other falls will follow. The 
reductions in postal charges have been welcomed by 
everybody, but еу, too, are insufficient. ^ When the 
increases were made they had the immediate effect of dis- 
couraging the circulation of business-getting literature; 
it is expected that many schemes of this kind may now 
be proceeded with and some of the lost trade recovered. 
The reduction of telephone charges, for which a million 
pounds ‘is stated to be available, should also bring relief 
to traders; but at the time of writing we do not know 
how the reductions will be allocated. On the whole, we 
welcome the Budget as indicative of returning sanity 
and as affording some encouragement to industry. 
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A Helpful 
Budget. 
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HYDRO-ELECTRIC DEVELOPMENT 


By WILLIAM T. TAYLOR, 


Тнк following particulars of a hydro-electric under- 
taking in Bolivia, the execution of which involved a 


number of unique features, may be of interest to readers 


of the ELECTRICAL REVIEW :— 

The great amount of constructional work and the ex- 
pense involved in the complete hydraulic works for a 
power plant consisting of five 650-h.p. units seems well 
worthy of mention. Coal is not mined in Bolivia 
or in any other near-by country. The development 
was carried out in a remote part of the world under 
great difficulties and at an altitude ranging between 
14,600 and 13,025 ft. above sea-level. The develop- 


ment was the most economical and the nearest to the 


I 


Fig. 1.—Hypbno-ELECTRIC Power Srarion: River BED IN 
 Jl'oREGROUND. 


power mafket (Pulacaya and Huanchaca), which was 
50 miles distant from the power-house site. The scheme 
as a Whole represents, perhaps, the extreme outside limit 
of financial responsibility a company or party would go 
to in the construction of any hydro-electric system in 
that the cost per h.p. developed and its relation with 
the amount of power capable of development was very 
excessive—something like four times the ordinary aver- 
age cost for such works. Suffice it to say that the cost 
was warranted in view of the fact that the minimum 
price for coal (pre-war) was, for bulk supplies, never 
less than £5 per ton, and the pilferage, wastage, and 
other losses before reaching the boilers amounted to 
about 15 per cent. 

The watershed takes in a large area of the southern 
slope of the Frailes range of mountains (Cordillera de 
los Frailes), draining into the two rivers, Rio Visicza 
and the Rio Cagua. At a point about one mile above 
the present head-works these two rivers meet and con- 
tinue as one stream flowing into a narrow gorge and 
passing the site of diversion and head-works, which 
latter are located at the extreme head of what is known 
as the Yura Valley, the residential site of a race called 
the Yura Indians. 

The rainy season commences in the month of Novem- 
ber and ends in February. Its effect on the average 
stream-flow is to increase it several times, but is not 
destructive like many of the South American rivers 
during the period of rains. The dry season commences 
in the month of May and ends in the month of August: 
its effect on the present hydraulic development is of 
little consequence. The average flow of water is at the 
rate of 300 cubic feet per second. | 

The intake to the canal and conduit is located at ап 
elevation of 13,025 ft. above sea level. The total length 
of the conduit is seven miles. It consists of natural 
rock-cut, tmasonrv-lined, concrete-lined. and timber- 
lined canal, two siphons, thirteen masonry, steel, and 


IN BOLIVIA. 
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wooden bridge-flumes, and twenty-eight tunnels. The 
average grade for the total length of conduit is approxi- 
mately 1.1 ft. per 1,000 ft. 

The amount of tunnel construction work involved (for 
the most part through solid rock) is given in the fol- 
lowing tabular form : — 

TuNxEL Work. i 
211 ft. long 


No. 1 tunnel 290 ft. long No. 15 tunnel 

а. 6 Р? 285 ft. ,. ss | ^ 958.5 ft. „ 
ES 3 Mu 249 ft. 99 ” 11 ДА 1,287 ft. LES 
” 4 LES 152 ft. LE ” 15 LE 1,950 ft. ” 
n dE^ d Bd V — 19 2. 739 ft. ,, 
” ü ? 79 ft. 39 LES 20) ” 165 ft. ” 
G.-. 0 NEN Л 4 = 326.5 ft. ,, 
s У BEST > M 5, 92.5 ft. , 
"S is 114 ft. ,, j» 1 * 322 ft. ,, 
m dB. i 69 ft. ,, Ж. ae 643.5 ft. ,, 
("E oe ч 72.5 ft. „ » = Р 465 ft. „ 
j os к 211ft. ,, 5; o T 249.5 ft. ,, 
Mo m DOSE. Sw ЖИ 901.5 ft. ,, 
2.30 n ШТОБ. 2-5 4 3 > 1,250 ft. ,, 


that is, nearly 2.8 miles of tunnel work, sections of 
which had to be timber-lined. 

Another very expensive piece of work was that of the 
steel and masonry bridge flumes; the cost of these por- 
tions of the hydraulic works was excessively high. The 
amount of bridge-flume work involved is indicated in 
the following:— 

BRIDGE FLUMES. 


No. 1 steel flume 438 ft. long 
No. 2 steel flume '24.5 ft. long 
No. 1 timber flume 13.3 ft. long 
No. 2 timber flume 56 se 10.5 ft. long 
No. 1 masonry flume  ... - „© 180 ft. long 
No. 2 masonry flume... ci ii 30 ft. long 
No. З masonry flume  ... bes o 135 ft. long 
No. 4 masonry flume . ... ds de 53 ft. long 
No. 5 masonry flume ... uw di Mae 25.5 ft. long 
No. 6 masonry flume ... see б 6.9 ft. long 
No. 7 masonry flume 13.3 ft. long 
No. 8 masonry flume 79 ft. long 
No. 9 masonry flume 20 ft. long 
No., 10 masonry flume 13.3 ft. long 
No. 11 masonry flume 20 ft. long 
No. 12 masonry flume 6.9 ft. long 
No. 13 masonry flume 7 ft. long 
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Кіа. 9.—ENpDp-sEcTION or Power House. 
Fra. 3.—Botrom Ехр or PENSTOCK, SHOWING RELIEF VALVE. 


or, 1,065 ft. span of bridge-flume construction work. 
In each case a reliable water-course had to be made 
before building up the masonry work to carry the flume 
structure. ^ 

In addition to the tunnels and bridge flumes enumer- 
ated above, two steel siphons were installed, each 5 ft. in 
diameter and of the following span and depth:— 
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STEEL SIPHONS. 


304 ft. clear span. 
54 ft. vertical depth. 
410 ft. clear span. 
63 ft. vertical depth. 


* Molino " siphon 


9 Chauro ° siphon 


The survey of the 7-mile conduit-route was made in 
a rugged and for the most part precipitous mountain 
range situated well above the '* timber-line "' or ‘“‘ belt ’ 
(e, a high altitude at which trees and grass cannot 
grow). The tunnel work, the bridge-flume work, and 
the water-courses crossing the conduit-route, each re- 


lic. 4.—Part PLAN or POWER STATION. 


quired individual study before a decision could bẹ given 
as to the best lay-out and the most suitable hydraulic 
properties of the different sections of conduit for the 
grade chosen. 

The remaining portion of the seven miles of conduit 
consists of open-cut canal, part of which is masonry- 
lined; other sections are timber-lined, this being neces- 
мгу due to the high velocity of flow for ordinary earth. 
At favourable parts of the total length of conduit, three 
snd- or settling-basins were built in and form part 
(f the conduit; these basins are located 3,400 ft., 
9,570 ft., and 37,150 ft. distant respectively from the 
intake. This is not the best location, but the topo- 
graphical features and economy were the deciding fac- 
tors. On the up-stream side of the two siphons large 
sluice-gates and an overflow are provided, as also at the 
first and last sand-basins. On the down-stream side of 
the last sand-basin the conduit is widened out to a 
little over twice the normal width for a distance of 
l5 ft. The average conduit area is 30 sq. ft. 

The the point of view of pondage capacity, the topo- 
graphy of the mountain slope did not lend itself to a 
forebay of the area desired, and use was made of the 
widening-out of the conduit above mentioned, which 
was at no great distance above the forebay site. One 
riveted-steel pipe-line 801. ft. in length, working under 
à pressure-of 148 lb. рег sq. in., equivalent to a head 
of 340 ft., is installed. The thickness of this pipe near 
the header is 0.72 in., and its inside diameter is 60 in. 
At the foot of the pipe-line is a header (see fig. 4), 
which supplies, from five different points, five water- 
Wheels. Also, at the bottom of the 340-ft. fall, before 
reaching the header, a relief-valve (fig. 3) is installed 
In the pipe-line; this relief-valve, when actuated, shoots 
water thus liberated into the wheel-race. Near the 


relief-valve and before reaching the header, two pipes. 


аге taken off the main pipe-line for supply to the water- 
driven exciters. The header and relief-valves аге 
located outside the generating station building and are 
Without housing (see fig. 3). 


The generating station is a steel-structural building. 
It is 163 ft. in length by 66 ft. in width and 24.5 ft. in 
height to the bottom point of the steel roof strusses. 
The station building is of sufficient size to accommodate 
eight 500-kVA complete sets and three water-driven 
exciters. The main generating station floor, where the 
generators are situated, occupies one-half of the build- 
ing from end to end, this portion being served by a 
hand-operated travelling crane. The other half of the 
main generating station is arranged in two floors (see 
fig. 2). The lower floor is situated on the same level as 
the generator floor; it is in three sections. The 
centre section takes in all the low-pressure 
and the 3,000-volt generator bus-bars, 
switchboard, and generator and other elec- 
trical instruments; in the other two 
sections all the power transformers are 
located (see fig. 4). The upper floor con- 
tains all the 25,000-volt bus-bars, switches, 
lightning arresters, and choke coils, space 
being left for future installations, as in 
the case of the two sections for power 
transformers. 

At the present time there are five 675- 
h.p. horizontal-type Pelton wheels, each 
direct-connected to a 500-kVA, 3,000-volt, 
25-cycle, three-phase, star-connected gene- 
rator running at 300 r.p.m. То each set 
is connected an hydraulie governor. Mas- 
sive fly-wheels have been fitted on the main 
shafts of the generators to aid speed regu- 
lation. Load conditions at the receiving 
station are very severe. The two exciters 
are driven by Pelton wheels. ^ Each ex- 
citer has a capacity of 50 kW at 250 volts, 
and is capable of exciting all the five 
generators, which take a total current of 
approximately 5 x 45 =225 amperes at 
full output. Each generator is rated at . 
97.5 amperes per phase, but at the present time common 
practice is to run them at 110 or even 125 amperes per 
phase for many hours continuously. Ах the power 
factor at the generating station is generally low (about 
0.78), due entirely to the inductive load at the 
receiving end of the 25,000-volt transmission line, and 


Kia. 5.—25,000-voLt TRANSMISSION LINE, SHOWING SECTIONAL - 
ISING SWITCH AND METHOD OF SUPPORTING THE EARTH WIRES. 


as the generators are unduly heated by the resulting 
ampere load, one of the generators is usually run as a 
synchronous condenser. Instead of giving 120 amperes 
per phase, each generator now gives about 100 amperes 
per phase for equal kW output; in other words, 
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the output of each machine has been increased by 
making use of an idle generator, the operation being 
simply that of running the set up to speed, synchronising 
it, giving it full exciting current, then turning the 
water off the wheel. Obviously this would have a much 
better effect on the system as a whole were it installed 
at the receiving end, a distance of 50 miles. The load 
factor of the sy ystem thr oughout the year is slightly over 
Т0 per cent. 

From the bus-bars, behind the switchboard, three main 
leads are carried to the second floor of the generating 
station, where the low-pressure bus-bars of the power 
transformers are located. At the present time there 
are ten 200-КҮА, 14,250-volt, single-phase trans- 
formers arranged in three groups and connected in 
delta on the 3,000-volt side, the high-pressure windings 


having their phase-windings connected in star to give ' 


25,000 volts between phases. One transformer is a 
spare; the transformer wiring and its switching are so 
arranged that this spare unit can, almost instantly, be 
connected on to any phase of the system. Each power 
transformer is oil-insulated and water-cooled by means 
of an internal cooling-coil. ^ External cooling is also 
arranged for. А device is placed around, and near, the 
top of the boiler-plate transformer tank or casing, and 
water 1s fed through openings so that it flows over the 
entire outer surface of the tank down into a water-race 
at the foot of each tank. This additional and external 
method óf cooling is found to be quite efficient; it is a 
cheap and entirely reliable addition to the internal 
cooling-coil arrangement, and aids materially in draw- 
ing heavy intermittent overloads from the transformers 
with safe temperature rise. 

Triple-pole air-break switclies are emploved through- 
out, t.e., for the generators, the transformers, and the 
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Fig. 6.—Srction HOUSE ror PATROL MEN. 


25,000-volt busbars and outgoing transmission lines. 
The generators are fused with glass-enclosed fuses, and 
the transformers are fused on the high-pressure side with 
the ordinary open-fuse. Each phase of the 25,000-volt 
switches and fuses is separated by means of a non-com- 
bustible barrier, and at the top of these barriers are 
located the busbars which tie-in the three groups of 
transformers to the transmission line through one air- 
break switch and three choke-coils. | 
Because of the very severe lightning storms that pre- 
vail in these regions, several types of lightning arresters 
have been installed. Some experimental work in this 
direction was carried on, leading to the conclusion that 
the most troublesome type of lightning arrester is the 
horn-gap with oil-immersed resistance in the earth cir- 
cuit.. The water-jet arrester fitted with the glass tube 
glves better service than the water jet not fitted with a 
tube; with this type of lightning arrester care is neces- 
sary to regulate properly for the percentage excess 
operating voltage. The multi-gap (shunt) carbon-resist- 
ance type of lightning arrester is also used. The most 
reliable of the three types is the water-jet with glass-tube 
discharge- -passage. The country through which the trans- 
mission line extends is very mountainous and rugged. 
Expansive outerops of iron-bearing minerals are ex- 
posed along the route, and serve to attract lightning. 
The lowest point of elevation of the transmission line 
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is about 12,500 ft., and the maximum about 14,600 ft. 
above sea level. Between the months of November and 
February very severe wind and lightning storms roll 
over the mountains, and frequently cause interruptions 
by the puneturing of insulators, transformers, and 
sometimes lightning arrester burn-outs. The nature of 
the country is such as to make it a difficult matter for 


linemen to patrol the lines properly; after dark it is 


practically impossible to do so, because of the danger of 
falling over a precipice. During the lightning season 
of each year the most frequent troubles are due to in- 
sulator failures. 

Two earth-return telephone lines traverse the whole 
transmission-line route. These telephone lines are so 
arranged that either one metallic circuit or two earth- 
return circuits can be operated. ‘Telephone switching 
arrangements are made-at each of the patrol houses, at 
the main receiving station, and at the generating 
station. 

The patrol houses are located where the sectionalising 
switches are installed. All the shorter. sections are 
located in the most difficult and inaccessible regions. 
The common class of patrol house is shown in fig. 6. 

The transmission line consists of one three-phase cir- 
cuit with thé conductors arranged throughout the fifty 
miles of line in a horizontal plane on опе · cross-arm. 
The conductors are of hard-drawn copper, solid wire: 
each wire is approximately No. 3/0 S.W.G. size. The 
line conductors are given a one-third turn at three 
different parts of the entire transmission length, or one 
complete transposition. The insulators are of green 


glass, and are mounted on wooden cross-arms by means 


of wooden pins each spaced 2.75 ft. apart on the same 
cross-arm, the two outer conductors being 5.5 ft. apart. 
The poles are of steel lattice-work construction, are 
32 ft. long, and are spaced at an 
average of about 125 ft. apart on 
straight runs; the distance between 
poles is slightly less on irregular 
ground. There are no very long 
spans in the transmission line. The 
line is daily patrolled on mule-back. 
as horses cannot work at that alti- 
tude. The patrol-men are Bolivians. 

The transmission line has an over- 
head earth-wire for protection pur- 
poses, as will be seen from fig. 5. One 
of the line sectionalising-switches 1s 
shown. On each side of the line will 
be seen a metal upright support 
which holds the  galvanised-iron 
earth-wire above and on either side 
of the. main transmission line wires. The pole 
seen in the background (fig. 5) shows the regular support 
used throughout the transmission line for supporting 
the two earth-wires, which are connected by means of 
wires to the steel lattice-poles. ‘Certain sections of the 
transmission line have wooden supports, while others 
are provided with two iron rods and an iron cross-rod 
which connect the earth-wires to the metal pole. 

The receiving station is of steel structural construc- 
tion, and is located at an elevation of 13,694 ft. above 
sea level. A part of the receiving station is designed 
io accommodate an auxiliary steam plant. This 
auxiliary. plant consists of six 200-h.p. boilers of the 
horizontal type,- a compound Corliss type engine of 
1,000 h.p: capacity, and a direct-connected 650-kVA, 
3,000-volt, 25-cvele, three-phase revolving-field type 
generator. The high-pressure equipment, and the 
power transformers, are an exact duplicate of those in 
the generating station 50 miles away. There are three 
exciters, two motor-driven and another driven bv means 
of a marine tvpe steam engine. The sub-station also 
contains а 3,000/550-volt motor-generator set for elec- 
tric traction purposes. At a point about 4.5 miles dis- 
tant from the main sub-station a 3,000-volt three-phase 
line feeds a sub-station supplying current to a motor- 
generator set, which latter is tied-in on the 550-volt 
generator side, with the electric traction service fed by 
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the main sub-station. Six electric locomotives are at 
present in operation for both underground and surface 
electric traction service. 

Another interesting part of the installation is the 
pumping in large quantity (nearly 9,000 cu. yd. per 
day) at a great depth (1,775 ft.) of natural boiling 
water containing dangerous acids. One 650-h.p. motor- 
driven pump lifts water at approximately 99 deg. C. a 
vertical distance of 1,475 ft. The pumping difficulties 
encountered due to the high altitude, the destructive 
acids, and dangerous gases, called for special materials 
end special pump designs and all manner of means of 
sienalling, &c. The greater part of the underground 
workings are operating continuously at a temperature 
ranging between 42 deg. C. and 50 deg. C., in the 
rooms where the 3,000-volt motors are working. Several 
of the underground motors are fed from transformer 
stations located underground. The 3,000-volt switch- 
hoards, instruments, &c., are also located underground. 
The larger underground electric equipment installed 
includes the following items:— 


Evectric HorsTS (UNDERGROUND). 


“ Pulviner ” hoist 195 h.p. motor 


ELECTRIC Pumps. | 
[ае at а vertical depth of 1,775 ft.; two 250-Ь.р. motors 
э» LE э› 475 ft. ‚ опе 60 ad ?? 
29 1,475 ft. " one 300 »* ІДД 
1,475 ft.; two 250 ,, » 
1,375 ft.; one 250 ,, " 
1,375 ft.; one 50 .,, Ея 
1,275 ft.; one 250 n 4 
1,275 ft.; опе 35 ,, s 
К 1,150 ft.; two 450 .,, ji 
35 2: $5 1,150 ft.; four 250 з» ” 
ELECTRICO VENTILATORS. 
Located at à vertical depth of 1,975 ft., 
1.150 ft., 
E E T TI (various) 
ELECTRIC COMPRESSOR. 
Located at a vertical depth of 1,150 ft., 220-h.p. motor. 

The total motor capacity installed underground is 
4,325 h.p. 

On the surface (not underground) important works 
are installed, such as exceptionallv large machine shops 
and wor kshops с capable of handling very large castings; 
iron and brass foundries; concentration plant; electro- 
Ivtic plant; extraction and refining plant; and a 200- 
h.p. synchronous-motor-driven compressor which, when 
idle (not mechanically loaded), is floated on the system 
as:a synchronous condenser. 


100-h.p. motor 
o(-h.p. p 
90-h.p.  ,. 


„э 79 »* did 


" бап Leon " hoist  ... suc 25. = - 
“ Pero ” hoist... = .. 135 ., E The author was the chief technical director, with the 
"Beta" hoist .. /.. 80, E title of Injeniero Jefe Superior del Servicio Electrico y 
““ Alpha ” hoist a ыз: D ue E Tallers. 
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ELECTRIC 


VEHICLES IN THE UNITED STATES.’ 


The Present Situation. 


Tue electric vehicle has become an economic factor in 
the business life of America. When the high cost of 
haulage and delivery in large cities is analysed, it be- 
comes more readily observable that the most conservative 
business organisations, to which reliable transport at the 
lowest cost is of vital importance, are consistent users of 
electric vehicles. As one of many examples that could 
b: given, the American Railway Express Co. шау be 
cited. It was in June, 1908, that the firm bought its 
frst electric vehicle; a few weeks ago it enlarged its 
leet by the purchase of 105 more. The company oper- 
ates now 1,426 vehicles, and its sole business is trans- 
portation. In addition to the repeat orders which 
prove the satisfaction and econoniy that have resulted 
from the initial orders placed years ago, it should at 
least be of interest to know that there are electric 
vehicles in continuous daily service, 12, 18, 20, and 
even 24 years old; there are about 1,000 in New York 
(ity which have been 11 years in service. —— 

Why this type of vehicle possesses so long a life is 
easily explained by its simple, robust construction; its 
speed, while adequate for city traffic, is not a contribu- 
ting factor to large maintenance and repair expenses; 
lover insurance rates; no energy cousumption when 
standing idle; extremely low depreciation; longer life 
of tires; the most economical and cheap form of power 
(it is said that the tire cost of a light electric truck is less 
than that of keeping a single horse in shoes, and that 
electricity costs less than food for a single horse doing 
the same work) are a few of the many features of the 
electric truck that make the cost per mile, ton-mile, or 
ton hauled the lowest of any known method of trans- 
port. 

Of late years several е have invested 
large sums of money in modern plant equipped with the 
latest machinery and facilities to mannfacture electric 
vehicles in every way equal in detail of construction 
to any internal-combustion engined car of correspond- 
ing size. [t must be remembered that the entire indus- 
trv has been created within a single generation—a 


"Based on articleg appearing. we B а Electric Review, 
pril, 


short period of time for a development of this magni- 
tude. With such a display of testimony as is readily 
available from those in a position to express intelligent 
und unbiased opinions on the subject, it would be im- 
possible to account for the relatively small number of 
electric vehicles now in use, were it not that equally 
unbiased and spontaneous opinions can be obtained 
from others who have tried such vehicles and failed to 
get satisfactory service from them. The question, 
therefore, presents itself: Why do some users obtain 
good service while others do not? The answer is that 
some vehicles are operated under unfavourable condi- 
tions and by operators who not only do not know any- 
thing about electric vehicles, but who are making no 
effort to learn anything, because they have been told 
that there is nothing to learn. The popular fiction that 
a child can operate an electric vehicle has been a fixed 
part of the creed of salesmen too long. There is no 
mysterious virtue in an electric vehicle by which it will 
continue to give good service when its operation is left 
entirely to someone who never had an opportunity of 
learning anything about electrical apparatus. 

The first attempt to provide technical training of any 
kind for electric vehicle operators was made a little 
over a year ago by Prof. E. G. Cooley, of the Continua- 
tion Schools of Chicago, who had the co-operation of the 
Commonwealth Edison Co. and the local electric-vehicle 
industry. Ву operators are meant those who are respon- 
sible for keeping the vehicles in proper working ы 
not the drivers. 

The school, which is the only one of the kind as far 
as we know, is in charge of Mr. John Crowell, as head 
master, and has a complete equipment of all the appara- 
tus and instruments necessary for a technical course of 
this kind, as well as a modern machine shop, in the 
charge of an instructor, which is open to students taking 
the eourse. Several classes have already been conducted 
with an average attendance of about a dozen in each 
class. The development of the electric-vehicle industry 
will bring about an increased demand for competent 
operators, and competent operators will in turn create 
a demand for more electric vehicles. 


"^ Reliability:is one of the chief essentials in fire-fight- 
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ing appliances, and the use of electric propulsion for 
this class of service, as illustrated in fig. 1, is a tribute 
to the perfection that the electrie vehicle has attained. 


. . . |] 
An idea of the modern passenger vehicle is conveyed by 


fim. 2 (Rauch & Lang, Inc.), while fig. 3, which shows 
the supplementing of haulage with power for miscella- 
neous purposes, illustrates the usefulness of electric 
vehicles. Fig. 4 is a view of 41 delivery wagons in 
laundry service (Ward Motor Vehicle Co.), and serves 
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Fic. l.—AN ELECTRIC FIRE ENGINE. 
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the purpose of indicating the size of fleets of ‘‘ electrics ' 
in use in the United States. 

Progress in accumulator development has played an 
important part in establishing the electric vehicle on its 
present economic basis. It is customary to use the 
maximum number of cells, consistent with the charging 
source; the nominal 110-volt d.c. source calls for 40 
or 42 lead-acid cells, or 60 nickel-iron-alkali cells. With 
the increase of the output up to 104 watt-hours per Ib., 
the practical limit of capacity for the lead battery 
seems (says Mr. Bruce Ford) to have been reached, and 
even then at some sacrifice of life compared to the pre- 
vious thicker and more rugged plates. The Exide-Iron- 
clad positive plate gives about 9% watt-hours per lb. of 
cell and two or three times as long a life as any of the 


/ { ^" 
Fic. 2.—A 1922 ELECTRIC SEDAN. 


previous pasted plates. The nickel-iron battery gives 
about 14 watt-hours per lb. of cell; the capacity per 
unit of space, however, is slightly lower than that of 
the lead battery. Each type has some advantages over 
the other. 

. The development of battery-charging equipment, re- 
finements in motor design, the number of new electric 


garages, and the realisation of the value of the electric 
vehicle by electricity supply authorities, who have not 
only advertised, but have made, available their show. 
rooms for free public exhibitions, have established the 
permanence of the electric vehicle. 

Concerning. battery-charging systems, in some cities 
enterprising generating station authorities have 


arranged to transfer fully-charged batteries of standard 
construction. 


This plan should receive further atten- 
tion. Another method is the sale of 
the vehicle without a battery, the 
latter being considered a separate 
unit for which a definite rental 
charge is made; the amount, of 
course, must be sufficient to pay the 

‚ interest on the cost of the battery, its 
maintenance, and а reasonable 
profit. "This plan has been in opera- 
tion at Hartford, Conn., since 1912, 
and is being given serious considera- 
tion by battery manufacturers. lt 
appears that its introduction would 
add greatly to the success of the elec- 
tric vehicle and cause a much more 
rapid growth than in -the past. 

Time is a very important factor in 
commercial establishments; there- 
fore, the systems used must be сар- 
able of charging the battery in the 


vehicle available for whatever work 
it has to perform. Systems are in 
use that will charge batteries in as 
short a time as 34 hours, but the first 
cost of charging equipment is very 
nearly in inverse proportion to 
the time that is available for charging. — '' In general. 
any charging rate is permissible which does not produce 
excessive gassing, or a cell temperature exceeding 110 
deg. F.” The three methods of charging, in the order 
in which they came into use, are as follows : — 

(1) The series-resistance, or constant-current me- 
thod is still used where an attendant is avail- 
able, or when other methods might be imprae 
ticable. / 

(2) The constant-potential method was adopted in 
several garages a few years ago and gave good 
results, but it has disadvantages. 

(3) The modified constant-potential method is a 
combination of the two foregoing methods, and 
is fast gaining popularity. 


Fic. 3.—A Оѕвесі, ELECTRIC WAGON. 


. The principal advantage of system (1) is its flexibility; 
different sizes of battery can be charged at different times 
from the same circuit—a useful feature from the public 
garage point of view. Its principal disadvantages are: 
Charging results uncertain, due to having to rely on 
the attention of the operator; it costs more to install 
and involves a longer time for charging. 


proper length of time to make the | 
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The advantage of method (2) lies in the possibility of 
charging in about 15 per cent. less time than the quick- 
est combination of system (3), and at the same time there 
is little likelihood of damaging the battery. Its disad- 
vantages are that, if few batteries are to be charged, the 
charging apparatus must be very large, due to the high 
starting rate (from 100 to 150 amps. per battery). If a 
large number is to be dealt with from the same bus- 
bars, it is possible to start one battery at a time and 
wait from 15 to 30 minutes before putting the next bat- 
tery in circuit. Any slight variations in the bus-bar 
pressure cause great fluctuations in the charging rates 
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Fia. 4.—A Feet or 41 VEHICLES. 


Which may be harmful to the battery ; furthermore, all 
the batteries must contain the same number of cells, if 
they are to be charged from one bus-bar. But it must 
be mentioned that many users аге satisfied with the 
system. 

Method (3) is similar to (2), the only difference being 
the addition of a fixed resistance to cushion the shocks 
that result from the heavy inrush of current at the start. 
There is no doubt that this is the system of the future. 

Regardless of the method of charging, or the type of 
battery charged, a device for disconnecting the battery 
when the charge has been completed is alinost essential, 
and is used in nearly all modern installations. The 
most practical device is a combined ampere-hour meter 
and electromagnetic trip for breaking the charging 
circuit when the meter pointer reaches the full-charge 
point. The meter is preferably mounted on the vehicle. 

When the source of supply is a.c., the mercury-arc is 
used in the home garage for charging the electric 
passenger-car on account of its simplicity ; the motor- 
generator set for a single vehicle is also being used to a 
large extent. When the source of supply is d.c., a 
rheostat can be used, but if the number of cells is less 
than 30 it is more economical to use a motor-generator, 
and, in any case, the charging characteristics are likely 
to be better than when a resistance is used. When 
charging batteries for a fleet of vehicles a switchboard 
is, of course, needed. 

Three general „methods of motor application are in 
use, namely: (а) either two or four motors are mounted 
on the axle, and the power is communicated to either 
two or four wheels through a system of annular and 
spur gearing operating in oil; (5) the motor is mounted 
on the chassis and drives a live rear axle through a worm 
‘or spiral bevel gear; (c) the motor is mounted on the 
chassis, and the power is transmitted through a bevel 
gear to shafts that are, in turn, geared through 
pinions and annular gears to the rear wheels. То pro- 
vide a machine that can be adapted to any of the above 
forms of transmission, the General Electric Co., of 
Schenectady, N.Y., has developed a motor, fig. D, of 
which the magnet frame and commutator-end bearing 
head are one- -piece castings, machined from end to end. 
The armature is mounted on ball bearings, and the 
bearing heads at both commutator and pinion ends are 
enclosed, so that the motor is thoroughly protected from 
moisture. 


The motors are all of the two-brush stud, four-pole 
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construction, and both the fields and armature are 
wound with rectangular wire; the result is a motor of 
low tooth density, high torque ratios, and liberal over- 
load capacities. The machines are designed to operate 
totally enclosed continuously on normal load with a 65- 
deg. rise above 25 deg. С. ambient air, and for one hour 
on 200 per cent. load ‘with a maximum of 75 deg. C. rise. 
The average brush density on normal load is 25 amp. 
per sq. in., and a copper-graphite brush is used when 
the machine is to operate at 60 volts or less. A second 
tvpe of motor is constructed with a magnet frame made 
from a steel plate (in which handholes are punched) 
pressed into cylindrical form and 
welded, and in a final operation 
forced through a sizing die. This 
tvpe of frame contains much less ma- 
terial than a casting, in which a 
liberal allowance has to be made to 
cover wastage in finishing. For 
passenger-cars the motor torque 
ratio can be approximately 4 to 1; 
for commercial vehicles it should be 
as high as possible. 
It is often necessary and advisable 
the same concern to use both 
-— petrol-driven and electric wagons, 
- each type in its particular field. 
ШЕ Users of such a mixed fleet find that 
it is a very difficult matter to train 
mechanics to ** service 7? the different 
vehicles properly, and that the 
problem is greatly simplified by standardising a limited 
number of the different types of machines. The advan- 
tages of interchangeability of parts (so far as is possible) 
are so favourable that it is surprising that the idea has 
not been carried out to a greater extent. 
Yoncerning the electrically-driven pleasure vehicle, 
the following figures represent average values. 
Present-day batteries have a life varying in car-miles 
from 10,000 to 20,000, depending on their excellence. 
The cost of their renewal varies from two to three cents 
per mile. Tires show an average renewal cost of 
1 cent per mile, which represents a mileage of from 
12.000 to 18,000 miles. figures which at first thought 
may seem high, but are easily explained by the fact that 
electric pleasure cars are only operated at moderate 
speeds and for the most part are driven on well-paved 
streets and roads. Service records show that the total 
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Еа. 5.—A G.E.C. (U.S.A.) ELECTRIC-VEHICLE Motor. 


cost of repairs, oiling, &c., varies from three-tenths to 
one-half of a cent per "mile. With electric energy at five 
cents per kilowatt-hour it costs about 80 cents to fully 
charge a battery capable of supplying sufficient energy 
for 60 miles of travel. This represents a cost of one 
and three-tenths cents per mile. 

Sununing up, the total operating expenses of an 
electric passenger car will not be far from 5 to 54 
cents per mile. As nearly as can be determined, 
the direct operating cost of an electric passenger car is 


about 60 per cent. of that of a gasoline car of equal 
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When all other items, 
such as insurance, depreciation, &c., all of which 
favour the ‘‘ electric," are considered, the total cost to 
own and operate an electric car, as compared with a 
similar gasoline car, will approach a ratio of one-half. 

It will seem somewhat of a paradox that an article of 
such undoubted economic merit still continues to be in 
minority use. The cause of this, experience has proved, 
is psychologieal, and not due to any lack of merit, 
mechanical or electrical, on the part of the '' electric." 
The average person is so thrilled by speed and sensa- 
tional performance that these overshadow all other con- 
siderations. The time 1s not far distant, however, when 
the shrewd man will consider the purchase of an auto- 
mobile on the same basis that he does any other machine 
which he uses to carry on his business. In other words, 
its ability to meet his requirements—its reliability, 
economy, and cost of ownership and operation—will be 
the guiding factors. When passenger cars are selected 
scientifically, more '' electrics " will be used. | 

Within the past ten years the situation has been 
vastly improved. As the appreciation of the limitations 
as well as the possibilities of the electric vehicle has 
slowly been demonstrated and disseminated, and its 
costs and selling prices reduced, publie garages have 
. been built for the accommodation of fleets as well as for 
single vehicles, and portable or semi-portable garages 
placed upon the market which, 
reliable but comparatively inexpensive and simple 
charging apparatus, have afforded relief in this direc- 
tion, so that the problem of housing and caring for the 
electric vehicle has been greatly simplified and cheap- 
ened. 

Meanwhile, experience has: shown with adequate exact- 
ness the field within which electric vehicles may be profit- 
ably employed, and while it is quite possible to design 
and equip an ''electric " with a speed range equal to 
that of a corresponding internal-combustion engined 
vehicle, such vehicles are commercially impracticable 
due to mileage limitations, and the field for touring and 
speed vehicles is by common consent left to the makers 
of petrol cars. Ор the contrary, where the normal speed 
required is not in excess of 20 or 25 miles an hour; the 
radius of travel not exceeding 60 miles per charge, and 
there is necessity for frequent stopping und starting, 
the electric vehicle finds its legitimate and proper place. 
Within this field 1t possesses a great many advantages. 
Generally speaking, the ''electric "" can be operated at 
from 25 to 30 per cent. less cost than the corresponding 
petrol car. Its mechanism and construction are far 
simpler; it is less liable to derangement; there is little, 
if any, fire risk attendant upon its use. Inspection. 
oiling, and cleaning are more easily and cheaply accom- 
plished; it is particularly. dependable under adverse 
weather conditions. Altogether it requires much less 
attention and entails much less cost in upkeep and main- 
tenance. There are at present between 9,300 and 9,600 
commercial vehicles, between 19,500 and 20.000 passen- 
ger vehicles. from 2.300 to 2.400 batterv locomotives, 
and from 8,300 to 8,500 industrial trucks in use in the 
United States. | 

For charging these 29,000 odd road vehicles alone, 
some 80 to 85 million kilowatt-hours of electricity is 
required annually, in itself no mean revenue- producing 
load for the central stations of the country. 

As a pleasure vehicle for smooth, noiseless, and luxu- 
rious riding the ''electric " has no equal; as a com- 
mercial vehicle within its proper field it is thoroughly 
reliable and dependable. The horse is too slow, insani- 
tary, short-lived, limited in capacity and endurance. 
Dr. J. A. Harriss, Special Deputy Police Commissioner 
of New York City, in charge of traffic, urges immediate 
legislation to abolish the use of horses in Manhattan by 
1925. There is to-day in the U.S.A. one motor-car for 
everv twelve persons, and more than nine times as many 
passenger cars as motor trucks. The supply of petrol 
and fuel oil is fixed, and we are drawing at an ever- 
increasing rate upon Nature's stores of these fuels. On 
the contrary, electricity can be secured as !^ng as water 


equipped with very - 
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flows and fuel burns. The future of the electric car 
within its legitimate field, with regard to dependability, 
simplicity, ease of handling, long life, and low cost of 
maintenance and operation, is assured by its deinon- 
strated superiority. 

It has won its recognised place in performing a con- 
stantly increasing share of the world’s work. It does 
not assert its applicability to all services, but it does 
assert and is ever ready to prove its superiority to anv 
other known means of transportation in the wide and 
important fields to which it is properly applicable. 


SMOKE SCREENS FOR BUYERS. 
By W. A, C. PHILLPOT. 


THE recent controversy regarding the eudeavours of a 
buyer to protect himself from the assaults of the arniy 
of salesinen who are making such desperate efforts to 
overcome the eftects of slump on their own particular 
interests by an intensified use of the honeyed word and 
grinning countenance (known as salesmanship), has 
at least had the effect of giving the general electrical 
public some idea of what a buyer has to contend, with. 

lt was also interesting to note that-in the сахе of the 
courteously-worded notice which raised the question of 
the desirability of seeing travellers at all times, the 
cudgels were not taken up by an electrical salesman 
(for prudential reasons perhaps), but by an outsider on 
behalf of his brothers in our trade. 

Messrs: Simplex, being naturally wicked, no doubt, 
defend themselves vigorously when attacked, but, curi- 
ously enough, both parties ignore—not because they are 
unaware of it, I am sure—the fact that the real sting, 
the concealed caustic, of the notice lies in these two 
** Cut out small talk ’’ and ‘‘ Please be brief." 

. Now, to tell a traveller that апу of his talk is small 
is to plunge poisoned darts into his most vital organ— 
his mouth-organ ; to request him to be brief is to ask 
him to abstain from further use of the respiratory pro- 
cess. Like two into one—he can't. 

Travellers’ small talk, as this buyer so. unkindly 
calls it. 18 as necessary to their existence as oxygen, and 
in the eourse of long waits for interviews thev even 
practise on one another, as any commissionaire will tell 
vou. (It is done to keep the jaws supple.) But how 
can a traveller show his selling abilitv if he must not 
small talk (or talk small) and must be brief? How can 
he bring his knowledge of psychology to bear on the 
buyer if you do not give him time to pronounce the 
word? The buyers know the answer to this, bv the жау, 
but dare not give it for the sake of those at home. 

As a matter of fact, electrical travellers have less to 
grumble at in this respect than those in other trades. 
Among the wholesale chemists vou sometimes come 
across a Waiting room with a first- and a second-class 
pigeon-hole—only they are labelled, '' General"' (or 
'Inquiries ") and ‘* Travellers” respectively. In 


others, neatly painted up, appears the inscription 
‘“ Travellers. | Mondays and Thursdays, 10 to 12." 
** Terse "' is one of the things I have heard it called. 


I don't think either of these pretty customs has 
reached the electrical trade vet. Neither, [ must ad- 
mit, has an even prettier one—rather rare even among 
the chemists—of having a separate waiting-room (com- 
plete with chairs) open a£ all times for travellers, or 1 
have never had the luck to see it. 

The reason—so Good Buyers say—for seeing all trav- 
ellers at all times is that bv not doing so you may miss 
a good proposition. (I admit the odds as being any- 
thing you like to a fraction against, at present.) The 
man with a good proposition may call on the wrong 
dav—and take it to someone else's right day—and во 
vou lose it. 

The Good Buyer, too, will make much of the Bad 
‘Traveller, greeting bim with nods and becks and 
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wreathed smiles and a cigarette and a chair in front of 
the radiator. | 

The Good Traveller is not so often the one with a 
good proposition, and sà does not need this encourage- 
ment, but rather the icy word, the fishy hand, and the 
cold corridor. The Good Traveller, if he is an artist— 
and he always is in one direction, at any rate—is, I some- 
times think, rather hampered by the good proposition. 
He knows he knows all the arts of salesinanship, and it 
is possible that he prefers something that will enable 
him to display his powers—and his personality: dud 
stuff, in fact. If he is capable of supplying Diabolus 
with fur-lined overalls for working hours, why should 
his cab-tire Hex be a penny a yard, or his I. W. blocks 
a shilling a gross cheaper than those of his competitors? 
And if he sees a notice-board that tells him (by impli- 
cation) that he is not welcome just now, he will come 
again and sell with redoubled violence. 

The Bad Traveller—who calls at the right time— 
knowing nothing of the art of selling, will endeavour to 
obtain your order by the superiority of his goods and 
the inferiority of his prices. The Good Buyer knows 
this, but he has never (until now) presented his know- 
ledge to the world. | 

An ingenious method cultivated among the fraternity 
is the use of a dummy ear with which to listen to 
salesmanship and talking points, in conjunction with 
a microphone ear with which information as to prices, 
terms, delivery times, &c., can be obtained. We can- 
not all, however, contrive this—cotton-wool plugs have 
been found unreliable—and it is this disability which 
has led to the use of the notice-board and the conver- 
sational current limiter. 

A certain Good Buyer of my acquaintance (it was 
me) inherited such a notice-board—an ultra-polite one, 
too—from his predecessor, an Excellent Buyer, whose 
one weakness it was, and enjoyed complete bliss on 
Tuesdays, Thursdays, and Saturdays. However, an 
assertive, overfed conscience soon began to nag me (I 
mean him) on the subject of these halcyon days. 

““ Suppose," it said, ‘‘ the case of a man with some- 
thing really good coming up from the provinces for the 
day on a Tuesday. Will he, after seeing your board, 
spend a night in London?" - 

The G. B. supposed it, and thought of scrapping the 
board. He decided to find out first, though, what the 
travellers really thought of it, and managed to get the 
candid opinion of an old hand. It is to be regretted 
that this candid opinion can onlv be communicated 
verballv. 


NEW ELECTRICAL DEVICES, 
AND PLANT. 


Readers are invited to submit particulars ef new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest, 


FITTINGS, 


The ‘‘ Post Stylolectric °° Pen. 


INDUSTRIAL ENGINEERING, LYD., Poland House, 167, Oxford 
Street, W.1, is demonstrating at Messrs. Selfridge’s а new type 
of marking pen recently put on the market by a New York 
firm. This is the "Post Stvlolectric’’ pen (fig. 1), a simple 
electrically-heated appliance, by means of which marks can be 


Fic. 1.—Tase ‘‘ Post SryLoLECTRIC ” PEN. 


‘scorched " into almost any substance. In order to obtain 
the required degree of heat, the pen is placed in series with 
an electric light bulb of the necessary size. This is effected by 
means of a special series plug which can be attached to a lamp- 
holder. Four different points are supplied for various pur- 
poses. The pen can be used for marking, re-touching blue- 
prints or photographs, for small soldering applications, for 
cautery, and it has numerous other uses. 


The “* Minirisk " Burglar Alarm System. 


Some time ago we commented rather facetiously, but not 
altogether unjustly, upon a lay contemporary’s description 
of a burglar alarm system, which was made to appear both 
miraculous and absurd at once. Having inspected the 
`* Minirisk " system, which was the one referred to, we can 
now say that, although the description was exaggerated, the 
methods employed possess ingenuity and novelty. The prin- 
ciple of the " Minirisk ' system is an adaptation of the 
Wheatstone bridge, i.e., the alarm is operated by the upset- 
ting of balanced resistances. Two adjacent arms of the 
bridge consist of equal resistances; the third arm is formed by 
an adjustable resistance; while the fourth arm is the exterior 
alarm circuit. A 4-V battery supplies energy to the bridge, 


. parallel paths being formed respectively by | a fixed re- 


sistance and the adjustable resistance; and 
fixed resistance and the exterior circuit. A balanced relay is 
connected across the two arms. The composition of what 
we have called the ‘ exterior circuit '" must be explained. In 
this all the points or objects which it is desired to protect are 


2) the other 


Fic. 2.—THe ‘‘ MINIRISK’’ BURGLAR ALARM. 


in series. The methods of protection are various, and a few 
examples are given. Panelling may be guarded by a length 
of very thin wire so distributed over each panel that an 
attempt to break or cut through must sever the wire. 
Vases and similar objets d’art may be placed on a spring 
contact which is released to break the circuit when the 
article is lifted. A similar spring catch may be fitted in the 
bottom of a window frame so that it is held down while the 
window is closed, and released when the window is opened; 
a closed desk may be similarly protected. The backs of 
valuable paintings may be covered with a composition paper 
consisting of two sheets of tinfoil separated by paper insu- 
lation, so that the two tinfoil sheets are bridged when pierced 
by a knife or stiletto. As it would be quite easy for a burglar 
who might possess a knowledge of the system to bridge across 
the wires before removing an article or entering a room, 
compact resistances of two or three hundred ohms may 
be employed at each point; these also add to the efficiency 
of the system. The method of operation can be gathered 
from the foregoing information. When interruption is made 
at any point the bridge arrangement is unbalanced, a cur- 
rent is sent through the relay, and the needle of this swings 
to either side and completes an alarm bell circuit by re- 
leasing a catch retaining a plunger in an oil-filled cylinder. 
The plunger makes contact with three péints at regular inter- 
vals, and in some installations bombs have been employed 
їп conjunction with this. In banks or post offices, where it 
is desired to guard against '' hold-ups," a wire with one end 
fixed loosely in a socket may be employed. This is installed 
behind the counter, a short distance from the floor, and can 
be readily disconnected by a movement of the foot. 

The illustration (fig. 2) shows the case containing the fixed 
and adjustable resistances, the relay, and the plunger. This 
is ordinarily enclosed in an iron cover, which itself forms 
part of the protective circuit. 

The system, which we have seen satisfactorily working, is 
being handled bv Messrs. Drake & GoRHAM, Lrp., 36, Gros- 
venor Gardens, S.W.1. 


A New Lamp-colouring Varnish. 


The new ''Alpha-Supra " varnish for colouring electric 
lamp bulbs will be of interest to all users of coloured lamps, 
inasmuch as its application and removal are extremely simple 
operations. It is a product of the Lonpon Dyg MANUFACTURING 
Co., Lrp., and is manufactured at its City Mills. 86 to 94, 
High Street, Stratford, London, E.15. It is in the form of 
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a liquid that is obtainable in & variety of colours, and all that 
is necessary to colour the lamps is to dip them into the varnish 
and allow them to drain and dry for a few minutes. The fihu 
of varnish that adheres to the glass is very thin and cannot 
be washed, scraped, or peeled off, and it is said to withstand 
the effects of the weather; in fact, it is very dificult to re- 
move it except by means of the solvent which the makers 
supply for the purpose. 

When applying the varnish no heat is required, as it will 
dry in from 10 to 15 minutes, and no experience is required, 
either for its application or removal. 


Apparatus for Re-energising ‘‘ Ford" Magneto Magnets. 


Those of our readers who own '' Ford ” cars will be aware 
of the fact that the magnets of the magnetos fitted to these 
machines require attention from time to time, and often 
very frequently. A number of methods are employed to 
restore magneto efficiency, the usual way being to apply an 
electro-magnet for a series of short periods to the magneto 
magnets. This invariably involves the taking-down of the 
magneto. The principal feature of the “ Wonder " magneto 
© re-charger ” is its ability to perform the operation while the 
magneto remains in position on the car. The method em- 
ployed consists in connecting one lead to the terininal post 
and another to earth and giving a number of shocks of four 
seconds’ duration with a current of about 26 A at 15 or 16 V. 
We recently inspected the apparatus at the Hammersmith 
depot of International Motors, Ltd., which is adopting the 
device as a part of its service system. In this case the re- 
charger was operating upon a 110-Ү, 060-cycle, single-phase 
cirtuit, and the current was converted to d.c. by means of 
chemical rectifiers consisting of lead und aluminium plates 1n 
an acid solution. ‘These, with a snap switch on the a.c. side 
and an ammeter on the d.c. side, were contained in & case 
measuring 24 in. x 18 in. x 6 in. A twin cable was plugged 
into circuit and taken to the magneto, and the exhaust pipe 
of a " Ford " car. The application of energy four or five 
times appeared to increase the ignition efficiency to a great 
extent. The inventor, Mr. David Forrest, informs us that the 
chemical cella would also be employed upon a d.c. supply, 
acting as resistances. He also states that a large number of 
these re-chargers are at present in use in Canada, and he 
possesses testimonials from several firms. 

The device is being handled by the WONDER RECHARGER Co. 
or Great Britax, 7, Camberwell Green, S.E.5. 


= LEGAL. 


ELEcTRo-MreTaLs, Lrp., v. MALLEABLE STEEL CasTiNGs Co. 
(1909), LTD. 


THE hearing was resumed on May 2nd, before Mr. Justice 
Sankey, of the action, the hearing of which was begun m 
February,in which the plaintiffs sued the defendants, ot Scotia 
Works, Pendleton, Manchester, to recover £1,239 in respect 
of the balance of purchase price of a 3U-cwt. electric smelt- 
ing furnace sold to the defendants under an order of May 10%, 
1918. The defendants’ case мав that the plant was unsatis- 
factory, and they set up various warranties that they alleged 
the plaintiffs failed to comply with, and they counterclaimed 
for loss suffered by the alleged deficiencies of the plant, which, 
it appeared, was installed at the defendants’ works. Mr. 
T. W. H. Inskip, K.C., and Mr. Wilfred Lewis were for the 
plaintiffs, and Mr. T. Eastham, K.C., and Mr. R. Bennett 
represented the defendants. ; 

A considerable body of evidence had been given at the pre- 
vious hearings, reported in the ELEcTRICAL Review for Feb- 
ruary 17th and 24th, and the only witness now remaining was 
Mr. Edward A. Walsh, director and works manager of defen- 
dants, whose evidence had been taken before an examiner. 
In his evidence Mr. Walsh referred to-the giving of the 
alleged warranties, and said that they were never able to run 
the furnace successfully as a commercial proposition; it never 
produced steel suitable for steel castings. nor did it produce 
steel using 500 units per ton in the ladle. 

Replying to Mr. Eastham, Mr. WaLsH said he was present 
at the interview between Mr. Bibby, of the plaintiff company, 
and his father, Mr. Walsh, at the works at Salford on Feb- 
ruiry l7th. 1918. ‘They all went over the works. 

At the close of the evidence, Mr. EASTHAM argued that the 
defendants’ case was established that the furnace was unsatis- 
factory and, as one of the witnesses had said, was '' a bunch 
of trouble from start to finish." He contended the warranty 
was that it should produce 40 tons tensile steel with 15 per 
cent. elongation, the steel to be produced to the defendants' 
satisfaction, with the ordinary process of annealing. ‘This was 
the sort of guarantee that the plaintiffs were in the habit of 
giving, and it was not a fancy guarantee. He asked the Court 
to say that the contract was broken with regard to the 
warranty as to electricity; the defendants’ counterclaim was 
for £3,182 plus such sum as the Court might consider fair 
with regard to the liability of the defendants to the Salford 
Corporation under an agreement as to the supply of elec- 
tricity. 

For the plaintiffs, Mr. Insxrp, K.C.. argued that the furnace 
was capable of running at about 500 units continuously, and 
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that the representation was that this was the average con- 
sumption for such a furnace. The only representation was 
that the furnace would be capuble of producing steel to the 
defendants’ satisfaction, and there never was any guarantee 
п as to 40 tons tensile strength and 15 per cent. elonga- 
lon. 

In giving judgment, Mr. JUSTICE SANKEY said it was alleged 
that the plaintiffs warranted that this furnace would produce 
steel ot a tensile strength of 40 tons to the square inch and 
15 per cent, elongation unannealed, but on the whole he could 
not conclude that any such warranty was given. The making 
of steel castings was expert work, and he did not think 
that Mr. Walsh had adequate knowledge of these matters. 
He thought there was a guarantee that the consumption of 
electricity would be about 500 to 850 units for continuous 
working, but he was of opinion he could not find, if there 
had been continuous working, that the guarantee would not 
have been complied with. He was satisfied on the whole that 
the furnace was fitted for its work, but 16 was a long time 
being got into proper order, and defendants were entitled to 
recover аз to certein expenditure for wages, electricity, &c. 
He gave the plaintitfs judgment on the claim for £1,139 14s. 74. 
and costs, and on the counterclaim he gave the defendants 
ии for £289 lbs. 9d. апа half the costs of the counter- 
claim. 
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PiTTMAN v. May & WALLROCK. 


Мк. Gro. PITTMAN, electrician, of Shenley Road, Camberwell, 
sued, in the King’s Bench Division, Mr. Jerome Walter May, 
of New Bond Street, and Mr. Samuel Wallrock, of Brook 
Street, Hanover Square, for £220 for an electrical installation 
at the Brixton Hall, and suggested that he found, after the in- 
structions of Mr. May, that the defendants were in partnership 
as the Brixton Dancing Palace, Ltd., but he knew nothing of 
the company till he received a notification from its receiver 
and manager. The receiver said he had surrendered the lease 
as be was unable to pay the rent. Mr. May replied that he 
acted, and to plaintiff's knowledge, as agent for the Brixton 
Dancing Palace, Ltd., and Mr. Walrock said that he was 
never in partnership with Mr. May. 
Mr.:JUsTICE ROWLATT, giving Judgment, said the question 
was whether the electrician was employed by Mr. May per- 
sonally or employed by Mr. May on behalf of the company. 
This sort of dispute showed what his Lordship thought was 
often neglected, but in the result could never be safely neg- 
lected. It showed how important it was that a contractor, 
when he was asked to do work, should say, " Who am I doing 
it for? " and it he was told it was a company he ought to 
find out whether it was worth the money. ‘The electrician 
had done work for Mr. May's own house. In respect of the 
work here in question, May asserted and plaintiff denied that 
there was mention of the company. The documents were 
against plaintiff. Не addressed the Brixton Dancing 
Palace, and received three cheques signed by the company. 
Plaintiff said һе did not notice the company’s name on a docu- 
ment, but persons should notice things 1n business, and this 
showed him as clearly as possible that the persons to whom 
he was giving a receipt were the Brixton Dancing Palace. 
Ltd., and that the rest of the money was to come from them. 
He might have said “ the contract was with May; I am not 
going to have it altered now." He did not, and he did not 
sue May till the company had practically gone to pieces. His 
Lordship did not feel justified in giving him a judgment 
against May, sorry as he felt for him. Had it been that May 
had no money and the company had been prosperous, it would 
have been said for the company, had he sued it, ‘* Oh, you sue 
May." The plaintiff, unhappily, must lose his case. 


PosTMASTER-GENERAL v. HERBERT E. Вкоокз. 


Ix the Railway and Canal Commission Court, consisting of 
Mr. Justice Lush, Mr. Tindal Atkinson, K.C., and Sir Lewis 


.Coward, K.C., on Monday, May Ist, а considered judgment 


was given in the re-heard action in which Judge Crawford, at 
the Romford County Court, had fixed the rent which the 
Postmaster-General should pay for telegraph poles on the land 
of Mr. Herbert E. Brooks, J.P., of Stofford Lodge, near Grays, 
Essex. The County Court Judge had fixed the rent of several 
poles at 5s. each, of some at 15s., and one at £1. 

Mr. Justice LusH said the application ought to have been 
made in the first instance to the Railway and Canal Commis- 
sion Court, and not to the County Court Judge, who had no 
jurisdiction when the case related to the land of a private 
owner. The case, he continued, raised a question of general 
importance as to the position and rights of the Postmaster- 
General with regard to the construction and maintenance 0 
telegraph poles and wires on the land of a private owner. 
This was the first case which had been before that Court 
under the Telegraph Construction Act of 1916, which enabled 
the Postmaster-General to apply to the Court for a compulsory 
order if the owner refused his consent to having the posts on 
his land. His Lordship, having traced the extension of the 
right of the telegraph authorities to carry their wires over the 
land of other persons, said the Act of 1916 brought the land 
of private owners within the range of the limited compulsory 
powers previously conferred on the Postmaster-General. The 
application was made under the Act of 1916, Mr. Brooks 


. 


having refused his unconditional consent to the posts and иез 
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being maintained on his land. They were first erected under 
an agreement between Mr. Brooks and the National Telephone 
Co., which had come to an end. А dillerence arose between 
Mr. Brooks and the Postmaster-General, and this ditlerence 
was referred to Judge Crawford in the County Court, who 
made an award directing certain annual payments to be made 
in respect of some of the poles. ‘The Postmaster-General was 
dissatished with the award, and applied that it should be re- 
terred to that Court. In his Lordship's opinion a mistake had 
been made in the procedure adopted. The dillerence ought to 
have been referred to that Court in the first instance and not 
to the County Court Judge, who had no jurisdiction to deal 
with the matter. It was never intended that a dispute as to 
the compulsory entry on land of a private owner should be 
referred to а magistrate or County Court Judge in the first 
instance. As this was not an appeal from the County Court 
Judge, the question was not of importance in that case, but 
similar cases in future must come first to that Court. Mr. 
Brooks had properly admitted that the question was only as 
to the terms апа conditions under which his consent should 
be given, and this was obviously a matter of considerable 
public importance. The poles in question were on woodland 
belonging to Mr. Brooks and near a private road, which was 
also his property. If the convenient user or enjovment of the 
land was interfered with, such interference was subject to 
proper consideration. The land in question had a valuable 
bed of chalk under it which would shortly be developed or sold 
in order that the chalk could be worked, and Mr. Brooks’s 
chief complaint was that it would be a serious inconvenience 
to him and would certainly cause him loss as a prospective 
vendor of the land to have these obstructions there. His 
Lordship thought that the amenities of the land were substan- 
tially affected by the existence of the posts and wires, and 
particularly in respect of three of the posts a substantial pay- 
ment ought to be made in respect of that inconvenience. He 
held that the sum of 5s. each ought to be paid for all the Posts 
except those three. For two of the latter 10s. each should be 
paid, and for the third 20s. He did not think that these sums 
were excessive when the posts and wires were carried right 
across à wood with a right to entry on the land, and neces- 
sarily involving a substantial interference with the amenities 
enjoyed. Moreover, the Postmaster-General had the advan- 
tage of taking these short routes for his telegraph wires. Mr. 
Harold Murphy, for the Postmaster-General, had stated that 
in à large number of cases owners of land had been content to 
accept ls. а year, and that if a larger sum than 5s. was 
awarded the Postmaster-General would be met with exorbitant 
claims. The answer to that, said his Lordship, was that each 
eat must depend on special circumstances, and the present 
cise, Which justified those terms, must not be treated as a 
precedent applying to all cases. If a landowner made an un- 
reasonable demand which was successfully resisted, the Court 
had power with respect to the costs, and the owner might 
have cause to regret making his claim. In the present case, 
Mr. Brooks was entitled to his costs. 

Mr. TINDAL ATKINSON and Sir Lewis COWARD concurred. 

Mr. BRooxs said he had nct incurred any substantial costs, 
ad he did not propose making any claim in that . respect 
against the Postmaster-General. 

Mr. Justice Lusa said that in that case there would be no 


order as to costs. 


WORKMEN'S COMPENSATION. 


Ix the Mayor's and City of London Ccurt, on Monday, a claim 
was made by George Scott, labourer, Bermondsey, under the 
Workmen's Compensation Act, against B. C. Taylor, pro- 
pnetor of the B.T.T. Electric lamp and Accessories Co., 
10, Rangoon Street, Crutched Friars, for compensation for 
Injuries that befell him on February 3rd at Black Lamb Alley, 
| pper Thames Street. Plaintiff’s case was that on February 
3rd, during the course of his employment, he was standing in 
the street Waiting for a barrel filled with electric bulbs to be 
lowered three storeys on to the street. While the barrel was 
heing lowered it slipped out of the sling and struck Scott. 
injuring his head, nose, right wrist. right knee and lip. His 
“ages were £3 10s. a week. He claimed 35s. a week from the 
date of the accident, but defendant now agreed to рау £17 
готрепѕабіоп and £8 costs, which plaintiff accepted. The 
Court approved. 


BRADFORD CONTRACTOR FINED. 


AT Bradford Police Court, on April 25th, Harry Wilkinson, 
uilder, of Baring Avenue, was charged with obtaining elec- 
сіу by improper means from the Bradford Corporation, 
and William Threapleton, an electrical contractor, was sum- 
moned for connecting up to a Corporation line without per- 
mision, Tt was stated that Threapleton was engaged to 
"stall ele-trie lighting equipment in Wilkinson's house, but 
e аец to send in the " test notice " required bv the Cor- 
Pration before the cable was connected with the main, and 
Pus taty was used which had not passed through the meter. 

llkinson's defence was that he knew nothing about the 
simulations and trusted to the contractor. he employed to see 
© Such matters, The defence of Threapleton was that he 
i been ill and the connection was made without his realis- 
g the breach of rules.—The Bench dismissed the case 
against Wilkinson, believing that, like any ordinary house- 


holder, he had engaged someone to do the work, who, ha 
supposed, was qualified to take the responsibility, though 
appearances pointed to his having known something of the 
matter. Threapleton was fined £5, the Stipendiary Magis- 
trate pointing out how important the test was in avoiding 
risk of damage, or even fire, quite apart from the matter ot 
meter charges. Even if defendant were ill it was his duty 
to see that the work was done properly. 


CHARGE OF FRAUDULENTLY EXTRACTING ELECTRICITY. 


At the Larne (Co. Antrim) Magistrates’ Court, Hugh J. 
McKerrell, motor garage proprietor, was charged by the 
Larne Electric Light Co. with fraudulently abstracting elec- 
tricity from the company‘s main. | 
JOHN WILLIAMSON, an electrician in the company’s employ- 
ment, stated that he found two wires connected to the main 


and leading into the garage, being there connected to a 


— 100-watt lamp, а portable lamp of 40 or 60 watts, and a board 


for the charging of accumulators erected on the wall. — The 
current for these lamps did not pass through the meter. For 
the quarter ended December 31st last defendant's meter only 
registered six units, but collectively the lamps on his 
premises Would consume one unit in 24 hours. When spoken 
to, defendant said he had only just connected the wire in order 
to get a light into the oil store. 

The Court committed MeKerrell for trial at Quarter Ses- 
sions, but allowed bail. 
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The Testing of Small Electrical Plant.—At a meeting of 
the Society ot Engineers, on May Ist, Dr. С. V. Drysdale, 
O.B.E., continued his discourse on the above subject. He first 
dealt with the testing of d.c. generators and motors by the 
use of a regenerative brake, giving details and curves of actual 
tests. The speed was best measured by a roller stroboscope, 
although a vibrating reed or other good tachometer would 
serve. The direct method of testing the ratio of input to out- 
put was detailed, and then the indirect method was reviewed, 
the way in which fixed and variable losses were measured being 
explained. Dr. Drysdale showed that the agreement between 
the direct test and the indirect estimate was remarkably close, 
and ascribed the higher effective armature resistance obtained 
by the indirect method, to losses due to short-circuit currents 
in the armature coils at commutation. Curves were shown 
illustrating the performance of an induction motor running 
both ‘as a motor and as an asynchronous generator, and the 
methods of ascertaining phase displacement were described. 
In making indirect tests of induction motors, the author said 
that it should be remembered that as they were rotating 
fieldaunachines, the true no-load condition of the machine 
should be considered as that when the rotor was running at 
the synchronous speed. In this condition with а polyphase 
machine, the rotor bars were cutting no flux, and there was 
no torque on the rotor, so that if the electrical input was 
measured when the rotor was rotated at the synchronous 
speed, by means of a small regenerative brake, the 
wattmeter showed the stator core loss, plus the stator 


CR loss for the no-load current, while the brake 
gave the bearing friction and  windage torque at the 
synchronous speed and under running conditions. In the case 


of single-phase induction motors, where the rotating field was 
produced by the reaction of the rotor on the stator current, 
the wattmeter reading at synchronous speed gave the sum 
of the stator core loss and the etator and rotor losses at no- 
load. Direct testing of synchronous alternators and motors 
was then touched upon, and results of indirect tests were 
illustrated by curves. In conclusion, the author mentioned 


methods of testing large alternators and transformers. 


Wireless and Kinematography.—In a Chicago film studio 
(savs the Evening News) the combined use of the wireless 
telephone and the kinematograph has been successfully tested. 
An actor talked under wireless telephone broadcasting con- 
ditions, while watching his movements in a film on the screen. 
The film was a “ master reel " controlling the projection of 
copies in various other places. As the various test audiences 
viewed the several identical reels, running simultaneously 
under a method of electrical synchronisation, they heard the 
actor's voice. 

Electric Vehicles at Birmingham.—In a report of the Bir- 
mingham Corporation Salvage Department, just issued, the 
Committee states that the Department has at present a fleet 
of 34 electric vehicles, and that it is intended to buy seven 
more. The vehicles are used in the collection of refuse on the 
continuous system in those districts which are at considerable 
distances from depóts, and which could only be worked on 
the continuous system by horse haulage at greatly increased 
cost. The citv is divided into smail areas, to each of which a 
collection vehicle is allocated. The object of the system is to 
ensure that every house on a particular round shall be visited 
weeklv, so that all receive equal treatment. Nearly half the 
city 18 now provided with a continuous system of collecting 
refuse by means of electric vehicles. ТЕ is considerably 
superior to the old system of collecting by means of horse- 
drawn wagons. The two new 100-kW generating sets at 
the Montague Street destructor works are giving satisfaction. 
A quarter of a million tons of refuse are collected in Birming- 
ham annually and dealt with. at the destructor works, 
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BUSINESS NOTES. 


Bankruptcy Proceedings.— WiLLiAM Jonn Dicken, trading 
as W. Dicken & Sons, eiectrical engineers, 2, L pper High 
Street, Bargoed.—The examination in bankrupicy took place 
at Merthyr, on April 27th. ‘Lhe deficiency was returned as 
£13U on habilities of £595. Debtor stated that for nine years 
prior to January, 1920, he was employed as an electrical engl- 
neer by a company at Hhymney, latterly at a salary of £600 
per annum. he business was then acquired by another 
company and his services were dispensed with. In October, 
1920, he commenced in business with #5020 capital, money 
that he had saved, taking his premises on a seven years 
lease, at an annual rent of £200, and rates. The business, 
however, did not pay from the beginning. ‘Trade depression 
and the slump in prices combined to make mutters impos- 
sible for hun, and in January last he found himself insolvent. 
The examination i^ closed. 

SaMUEL Homes, 20, Gladstone Road, Halifax, trading at 
Palatine Chambers, zem as Holmes & Co., electrical en- 
gineers.—A meeting of creditors was held on April Ysth, at 
Halifax. The debtor’s statement of affairs showed gross la- 
bilities of £629, and the deficiency £623. It was stated 
there were seventeen unsecured creditors. Inexperience, 
heavy working expenses, and illness were given as reasons 
for failure. The matter was left in the hands of the Official 
Receiver. 

W. W. THRhFAPLETON, electrical aud mechanical engineer 
Thornbury Road, Bradford.—Receiving order made April 26th, 
on debtor's own petition. First meeting: May 10th. Pubiic 
examination, May 24th. 

J. B. ROBERTSON, electrical engineer's manager, Whitbarrow 
Lane, Lymm.—Receiving order made April 2itn, on debtor's 
own petition. First meeting, May 10th, at Liver pool ; public 
examination, June 2nd, at Warrington. 

Re T. MORRISON, electrical engineering T E 82, 
Lumb Lane, Bradford.—lirst meeting May 6th, at the Otti- 
cia] Receiver’s Oftices, Bradford; public examination May 
24th, at the County Court, Bradford. 

P. ROTHWELL (trading in partnership with P. A. Rothwell, 
a minor, as P. A. Rothwell & Co.), electrical engineer, 64, 
Higher Bridge Street, Bolton. 2 day for proofs for divi- 
dend May 13th. Trustee : Mr. J. ‚ Gibson, Official Receiver, 
Byrom Street, Manchester. 

BENNETT, electrical. contractor, Back Sitwell Street, 
Derby.—First and final dividend of Is. 14d. in the £, payable 
May 10th, at the Official Receiver's Offices, 4, Castle Place, 
Nottingham. 

CHARLES ARCHIBALD HENDERSON, 63, Queen Victoria Street, 
E.C.—Under a receiving order made on April 12th against 
this debtor, who had carried on business as an insulating 
materials merchant, the creditors met at the London Bank- 
гирісу Court on Monday before Mr. F. T. Garton, Official 
Receiver. The petitioning creditor, so it appeared, was a 
moneylender. The Official Receiver reported that, according 
to statements that the debtor had made, he joined the Army 
in 39? 22А) was demobilised in October, 1919, with the rank 
"3 И сны) Shortly afterwards he bought for £450, which 
ne borrowed, the business of Allen & McMaster, insulating 
materials merchants. The trading was a success until some 
nine 1nonths ago, when he found himself short of capital in 
consequence of guarantees, some of which he had to pay, in 
respect of loans to friends. Не also stated that certain of his 
customers curtailed their credit when they heard that it was 
his intention to manufacture on his own account. He had 
been hoping from day to day that friends would provide the 
money necessary to equip a factory, but he had done practi- 
cally no business for some months past. He roughly estimated 
his liabilities. at 22,000, of which he said £500 was due to 
moneylenders and the balance in respect of trade accounts. 
He attributed his present position. to the failure to equip a 
factory to manufacture the gcods in which he had dealt and 
to heavy interest and loans and guarantees for friends. On 
the debtor's behalf it was stated that he was prepared to 
make an offer for the payment of 7s. 6d. in the £ to trade 
ereditors. It was understood that for the purposes of euch a 
proposal the family creditors would withdraw their claims. 
On behalf of the creditors, Mr. Webb pointed out that the 
bankruptcy petition was adjourned for months to enable the 
debtor to make a proposal. 
chief creditor, however, remarked that he was in favour of 
an adjournment, and the Official Receiver thereupon adjourned 
the meeting until Mav 22nd. 

CHARLES FREDFRICK NASON, 93, Butt Road, Colchester, elec- 
trician.—The public examination of this debtor was held 
recently at the Law Courts, Town Hall, Colchester. The state- 
ment of affairs showed liabilities of £108, and there was a 
deficiency of £72. Debtor stated that he had been an electri- 
cian for 30 years, and had saved about £20 when he started 
in business. He attributed his failure to the expenses entailed 
consequent on the illness and death of his wife, to the illness 
of his children, and lack of sufficient trade. After further ques- 
tions the examination was adjourned. 

Percy ChHas. MAMDMENT, electrical 
Beauchamp Place, South Kensington, 
attended before Mr. Registrar Francke on April 95 


engineer, &c.. 18, 
S.W о debtor 
28th at the 


He was not very hopeful. The. 


London Bankruptcy Court for public examination upon 
accounts showing liabilities £1,688, against assets valued at 
£92. Replying to Mr. Vyvyan, Official Receiver, the debtor 
stated that he served in the Army from February, 1910, to 
February, 1919, when he was demobilised. He then entered 
into partnership with two other persons, and commenced busi- 
ness as electrical engineers under the style of © Wright Bres. 
and Maidment,” at 164, Sloane Street, S.W. In August, 1919, 
the partnership was dissolved, witness agreeing to pay his late 
partners £4,250 for their interest in the business, stock, leas. 
and fixtures. He continued the business under the style ot 
"P.C. Maidment " until March, 1921, when he sold it for 
£4,500. He then cominenced as an electrical engineer, builder, 
&c., at 13, Beauchamp Place, and traded until the stock 
was sold under an execution in January last, since when he 
had been without regular occupation. Witness attributed 
his insolvency to lack of capital and bad trade. The exami- 
nation was concluded. 

ANEURIN TUDOR WILLIAMS and WILLIAM JOHN BEVAN, trading 
as the Electrical and General Engineering Co., 49, Commer- 
cial Street, Aberdare, electrical engineers.—The public ex- 
amination of these debtors was held recently at the Temper. 
ance Hall, Aberdare. The habilities were returned at £1.7. 
against assets of £437, or a deficiency of £1,272. It appeared 
that debtors started business in partnership with £100 саргы, 
contributed in equal shares, in December, 1919. For the tirs 
few months they were successful, but in consequence of the 
moulders’ strike in 1920 much difficulty was experienced ш 
obtaining materials, and this resulted in the loss of work. 
They were also affected by the coal stoppages of October, 1:41, 
and April, 1921, and subsequently, through keen competition, 
prices had to be cut considerably. They became aware of their 
position in August, 1921, but continued trading in the hope that 
matters would improve. After further questions, the cas 
was adjourned to enable debtors to amend their deficiency 
account. 

WILLIAM CAMP, trading as William Camp & Co., Carr Lane, 
Slaithwaite, near Huddersfield, electrical engineer. —The first 
meeting of "creditors was held recently at Huddersfield. The 
statement of affairs showed gross liabilities of £593, all of 
which was expected to rank against assets of £100. or a 
deficiency of £493. Debtor attributed his failure to shortness 
of capital, had trade. and ill-health. The case being а sum- 
mary one, was left with the Official Receiver. 

W. F. RIMMER, electrical engineer, 21, Ellesmere Street. 


Patricroft, J.anes.—-Receiving order made April 28th on 
creditor's petition. 
Company Liquidations.—Husert D. Carter (Bancor'. 


Ltp., electrical merchants, &c., Bangor.—In pursuance of the 
provisions of the Companies (Consolidation) Act, а meeting 
of creditors was held recently at the offices of Messrs. A 
McIntyre & Co., accountants, Strand Buildings, Colwvs 
Bay. ‘The statement of affairs presented showed rankun. 
liabilities of £2,073. The indebtedness to the trade wis 
£1,035, while Mr. H. D. Carter was a cash creditor for £15. 
and there were arrears of salary due to him of £794. The 
assets were estimated to realise £617, or a deficiency as re- 
garded the creditors of £1,456. Тһе assets consisted of bok 
debts £357, expected to produce £300; stock at cost £253, 
valued at £200; fixtures aud fittings, &c., £39; materials on 
jobs, £5; and cash in hand, £73. The nominal capital of 
the company was £5,000 divided into 2,000 preference sbares 
and 3,000 ordinary shares, all of the face value of £1 each. 
The issued capital was £2 ,902, consisting of 1,000 preference 
shares and 1,502 ordinary shares. The company was гер 
tered in February, 1920, when it took over an existing buši- 
ness as a going concern. The company was to act as а dis 
tributing agency for another concern on a 10 per cent. basis. 
The purchase price paid by the company was £2,500), practi 
cally all of which was satisfied by the allotment of fully-pa: 
shares. Only two shares were issued for cash. Mr. Carter 
was entitled to a salary of about £400 per annum, but he 
had never received anything, and was now a creditor for 4 
substantial amount. A petition had been presented for the 
compulsory winding-up of the company, but it was stated 
that if the voluntary liquidation. was continued Mr. Carter 
would withdraw his claim for £794. Several creditors ex- 
pressed the opinion that it would not be advantageous for 
compulsory liquidation to take place, and a resolution was 
passed confirming the voluntary liquidation with Mr. G. 6 
Poppleton, of Messrs. Poppleton & Appleby, C.A., Corpora- 
tion Street, Birmingham, as joint liquidator. 

UNITED ENGINEERING Co., Ltp.—Last dav for proofs for 
dividend, May 15th. Liquidator : Mr. H. E. Burgess, Seni 
Official Receiver and Liquidator, Carey Street, W.C. 

Watts, WiLLIAMS & Co., ID., electrical engineers, Тет 
field Road W orks, Goldhawk Road, Shepherd's Bush. Londen. 
W.—A meeting of creditors was held recently, when a state- 
ment of affairs was submitted which showed ranking labii- 
ties of 95.607, against assets estimated to realise £11.. 
After allowing "£198 for preferential claims, the assets were 
estimated to realise £10,829, or a deficiency of £14.775. The 
principal assets were frechold land and buildings. £9,156, ет- 
pected to produce £4,500; plant, &c., £5,474, estimated Ю 
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realise £2,000; stock and tools, £7,902, valued at £2,500: and 
doubtful and bad debts, £9,740, estimated to realise £1,350. 
The goodwill, patents. &c., appeared in the books at £5,466, 
bnt no value was placed upon them in the statement of affairs. 
The company also held shares of the face value of £4,950 in 
the British Generator Co., Ltd., on which no value was at 
present placed. It was reported that the сошрапу was regis- 
tered in April, 1920, with a nominal capital of £60.900, and 
shares to the value of £35,700 were issued for cash. А further 
1! shares of £l each were issued as fully paid to the 
British Generator Co.. Ltd., as consideration for assets trans- 
ferred. The company had manufactured lighting sets, but 
had experienced great difficulty in perfecting them while the 
wle selling agents recently went into voluntary liquidation 
owing Watts, Williams & Co., Ltd., £2.200, of which nothing 
had vet been paid. The companv had also carried on a weld- 
ing business and repair shops. During the year ended March 
3lst, 1921, there was a loss on the trading of £8.350, while 
псе that date there had been further losses aggregating 
118.000. Owing to the heavy losses the directors and their 
friends had advanced substantial sums to enable the company 
to continue, and they were now cash creditors for rather more 
than £18.00), After a short discussion the creditors decided 
to confirm the voluntary liquidation of the company with Mr. 
F. J. Carpenter, of Messrs. W. B. Keen & Co., C.A., 93, Queen 
Vitoria Street, E.C., as liquidator. | 

BRITISH GENERATOR Co.. Ltp.—Winding up voluntarily. 
Tiquidator: Mr. F. J. Carpenter, 93, Queen Victoria Street, 
EC. Meeting of creditors, May 8th, at Queen Victoria Street, 
Е.С. Particulars of claims by Мау 27th. 
Turerna Co., T.arp.—Winding up voluntarily. 
Mr. J. N. Calvert, 95. Water Street, Liverpool. 
stanton & Co., T.tp.—Meeting of creditors at the offices of 
the liquidator, Mr. H. V. Watson, 99, Friar Street, Leicester, 
Mav Sth. Particulars of claims by May th. 


Sequestration.—The estates of LIVINGSTONE & MALCOLM, 
electricians, 7, Canal Street, Coatbridge, and of J. Livingstone 
and F. Malcolm, the individual partners of the said firm as 
partners, and as individuals, were sequestrated by the Sheriff 
of Lanark on April 26th. Meeting to elect Trustee and Com- 
missioners, May 8th, at the County Buildings, Airdrie. 


Dissolutions of Partnership.—HFaTH ELECTRICAL AND 
MECHANICAL ENGINEERING Co., electrical and mechanical en- 
gneers, 1, Pembroke Terrace, Cardiff.—Mr. E. W. Bartlett 
and Mr. 8. C. Crocker have dissolved partnership. Mr. Crocker 
will attend to debts and continue the business under the 
same stvle. ' 

Ви, & Berry, electrical engineers and manufacturers’ 
agents, 18 to 26, Constitution Hill, Birmingham.—Messrs. 
W. H. Bill & J. II. Berry have dissolved partnership. 

DENYER & НАҮГЕК, electricians, 89, Sackville Road, Hove.- - 
Mr. F. Denyer and Mr. A. W. Hayler have dissolved partner- 
sip. Debts will be attended to by Mr. Hayler. 


Trade Announcements.—Mressns. W. E. Branpsarn & Co., 
Їар., of Mynshull’s House, Cateatog Street, Manchester, 
notify us that their telephone number has been altered to 
"Cty 906-7.” 

Messrs. ARTHUR Јохьѕ & Co., of 15, Dock Street, Middles- 
Prough, have been appointed sub-agents for Middlesbrough 
and Teeside under the Simplex and Credenda Joint Sales 
Service, and they hold stocks of the manufactures of both 
simplex Conduits, Ltd.. and Credenda Conduits Co., Ltd. 

Мг. G. Lock, lately with the Surbiton Electric Co., Ltd., 
has commenced business as an electrical engineer, at 164, 
Thornhill Road, ‘Volworth, Surbiton. 

Messrs. JOHN М. Hexperson & Co., of Aberdeen, have 
made arrangements with Mr. F. G. Mitchell, of The Mitchell 
Conveyor & ‘Transporter Co., Ltd.. contracting engineers, 45- 
3. Holborn Viaduct, London, E.C.1, to undertake the manu- 
lacture of Krom crushers, Maxecon Mills, and new-tvpe Kent 
mills for that company. They have also acquired joint selling 
nights of these machines. 

Mrssks. SHENTON & Co., Lrp., have opened a new branch 
at 3, Park Lane, Queen Street, Cardiff, where Mr. G. W. 
Richards (formerly with Messrs. Drake & Gorham (Whole- 
sale), Ltd., at Liverpool) is manager. 

Мк. Horace Ніхо has commenced business on his own 
account at Exchange Buildings, Stockton-on-Tees, as a con- 
sulting, electrical, and mechanical engineer—re-establishing 
the firm of Hind & Son carried on in Stockton since 1837 by 
his late father. The firin wishes to receive copies of catalogues, 
c. 

MESSRS, GREEN & SMITH, LTD., of Albert Works, Meadow 
Tane, Leeds, have been appointed sole agents in the West 
hiding of Yorkshire for Messrs. Greenwood & Batley, Ltd., of 
leeds, makers of dynamos, alternators, motors, &c. 

Messns. Drake & GonHaM WHOLESALE, Lrn., announce that 
Messrs. H. R. Cleave & Co., at 6, Bristol Bridge, Bristol, hav- 
ine resigned their agency by mutual consent, they have opened 
a depot at 35, Broad Street, Bristol, under the management 
af Mr. A. J. Nicoll, who has been with the company for the 
past sixteen years. Telegraphic address: Dragorlite Bristol. 

Messrs. Н. R. CLEAVE & Co. are now trading as factors in 
а own name, and will continue to carry large stocks of 

ре. | 

Messrs. Connouny’s (BLACKLEY), Ltp., electrical cable 
manufacturers and sole makers of Connolly's Blackley tapę 


Liquidator: 


and enaieiled wire, are moving their London office from Fins- 
bury Square, City, back to Westminster, their original address 
(given up at Government demand). As from May 8th their 
address wil! be iò, Victoria Street, Westminster, S.W.1. Tele- 
phone: Victoria 6836. Telegrams: " Lifehold Vic London.” 

Catalogues and Lists.—CaLLENDER's CABLE & CONSTRUCTION 
Co., Lro., Hamilton House, Victoria Embankment, E.C.4.— 
Two illustrated and priced pamphlets, one dealing with ** Cal- 
lender ” cut-outs of various types, and the other with unit 
{уре cable racks. Also an illustrated booklet describing an 
improved design of network joint or disconnecting boxes. 

Merssks. J. Н. НогмЕѕ & Co,, Portland Road, Newcastle- 
on-Tyne.—A_ well-illustrated and priced catalogue of а.о. 
induction motors for pressures up to 650 V, at various fre- 
quencies. Full specifications are given and a great amount 
of technical information also appears. 

STERLING TELEPHONE & EnECTRIC Co., Lro., 210-212, Totten- 
ham Court Road, W.1.—Publication No. 319, giving reduced 
prices for articles contained in the llth edition catalogue. 

Messrs. Ны ев Bros., Sand Pits, Birmingham.—Monthlyv 
Magazine for May, giving details and prices of two- and three- 
phase induction motors, and d.c. motors and dynamos; also 
notes on manufacture, &c. 

Messrs. GENT & Co., Lrp., Faraday Works, Leicester.— 
Publication 385, giving revised and reduced prices of telephone 
apparatus, &c. 

CREDENDA Conpuits Co., Lrb., Whitehouse Street, Aston, 
Birmingham.—lList No. CL 128, giving prices and illustrations 
of toasters, kettles, hot-plates, fires, and other electrical appli- 
ances. 

For Sale.—By direction of the Disposal Board, Messrs. T. 
Whitfield & Son are selling.by auction on May 18th and 19th, 
at Shawbury Aerodrome, Shrewsbury, machinery, electric light 
and power plant, cable, &c. 

Carlisle Corporation Electricity Department invites offers 
for one d.c. turbo-generator set, surface condenser, air pump 
and circulating pump. 

Oldham Corporation Electricity Department has for disposal 
one Babeock & Wilcox land-type water-tube boiler (25,000. lb. 
per hour), complete with chain-grate stoker, Green's econo- 
miser, and induced draught plaut, and one 1.200-kW Brush 
d.c. turbo-tandem generator with condensing plant. (See our 
advertisement columns to-day.) 

Swedish Engineering Industry.—In the March Swedish 
Economic Review it is stated that in spite of the fact that 
some works have increased production, the number of per- 
sons employed in the engineering trades is still declining :— 

Electrical Other mech. 


Number of employés Wharfs industry industries 
Sept. Ist, 1920 ... 10.000 1,2400 41,600 
June 30th, 1921... RETI 3,000 21,500 
January Ist, 1922 4,100 4,000 15.900 


' German competition 18 to a great extent the crux of the 
situation, and will remain so, as long as the declining mark 
exchange counterbalances the decrease in the cost of pro- 
duction. Lately several foreign orders have, however, been 
placed in Sweden on account of the tardy delivery of the Ger- 
man works. ‘The Russian orders placed in Sweden, which 
mainly concern locomotive engines, keep about 4,000 workers 
engaged.” 

Armstrong-Whitworth's Hydro-Electric Enterprise.—In 
Мау, 1920, Sin. W. б. AnwerRONG, WHITWORTH & Co., LTD., 
initiated a hydro-electric section as a part of their civil en- 
gineering department, to secure orders for water turbines to 
be manufactured at their Elswick Works to the designs of a 
well-known Norwegian firm. The volume of business laid 
before the hydro-electric section since it was first established 
Wis such as to cause the board to decide to form a separate 
hydro-electric department, as a unit apart from the aivil 
engineering department, as from January Ist, 1922. The 
new department, like the old hydro-electric section, is deal- 
ing with complete water power development schemes 
throughout all the various stages, no less than with the 
various component parts of such schemes, civil engineering, 
mechanical and electrical. Messrs. Armstrong now have sur- 
vey parties out in many parts of the world looking into 
projects which have been brought before them for submission 
to the powerful financial group with whom they are working 
in the citv of London, and it can only be anticipated that 
the part they will play in the coming era of intensive hydro- 
electric development in the Empire will be a very important 
one. not only in the Empire, but in all parts of the 
world. The offices of the hydro-electric department are at 
8. Great George Street, Westminster, S.W.1, and the de- 
partment is under the management of Mr. Douglas Spencer, 
who is assisted by well-known hydro-electric engineers—Mr. 
Robert P. Tod, Mr. V. Bataillard, and a large staff of British 
engineers. 


A Silvertown Award.—A financial dailv paper states that 
the INDIA-RUBBER, GUTTA-PERCHA AND ‘TELEGRAPH WORKS Co., 
Silvertown, E., has been awarded the first prize, £1,400, in the 
Air Ministry competition for safety fuel tanks for aircraft. 


New Argentine Company.—There has been formed at Rio 
de Janeiro (146, Rua Evaristo da Veiga) a company with the 
style of Amadeo Disante e Ca, for trade in electric accumu- 
lutors. Capital 100,000 milreis. 


———— M /——————Á————————————————————————————————————————————————————————————————————/ 


628 


THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2,319, May 5, 1922. 


Crompton's Athletic Club.—The annual general meeting 
of Crompton's Athletic Club was held in the Club House, 
on Saturday, April 29nd, Mr. J. Ankers presiding over an 
enthusiastic meeting. The secretary, Mr. P. G. Cheverton, 
in presenting the report and accounts, referred to the kind- 
ness of the directors in bearing the full cost of the Christ- 
mas tea and entertainment to the wives and children. Mr. 
T. Britton. manager and director, was re-elected president, 
and the following were re-elected vice-presidents, with the 
addition of Mr. W. J. Freeland and Mr. H. Church :—Lieut.- 
Col. J. Clibborn, C.LE., H. Burge, T. E. Dann, T. Gray, 
Major W. C. Hale, M.C., J. H. Johnson, A E. Hohring, P. 
Morgan, Saxton, W. A. Noble, C. Peel, J. A. R. Pitts, E. 
Reeves, J. A. Rennie, A. A. Campbell Swinton, F.R.S., C. F. 
Turnell, T. Tavlor, J. Houblon, J. N. Watson. and Sir Glyn 
West. Mr. P. G. Cheverton was re-elected Hon. Sec., Mr. 
J. C. Cubitt was confirmed by the meeting as his assistant, 
while Mr. J. Barker was re-elected Hon. "Treasurer, and 
Messrs. W. Crabb and F. Thompson Hon. Audtiors. Тһе 
committee for the ensuing year was elected. 


Electricians’ Wages іп Cape Town.—4 new rate of р 
for electricians came into operation upan April Ist as tol- 
lows: skilled men, 2s. 8d. per hour: men with over five years’ 
experience, minimum 9з. 2d. per hour. 


Transformers for Canada.—H.M. Trade Commissioner 
at Winnipeg reports that a Western Canadian firm has re- 
cently consulted him regarding the supply of electric trans- 
formers. General particulars of the type used in Canada 
have been forwarded to the Department of Overseas Trade, 
together with a rough sketch and particulars of tendering 
conditions. United Kingdom manufacturers may examine 
these, and the name and address of the company referred to 
may also be obtained upon application to the Department at 
35, Old Queen Street, S.W.1. 


“ Pulsynetic ° Electric Clocks.—The Liverpool Over- 
head Railway has placed an order with Messrs. GENT 
AND Co., Lrp., for an installation of ^" Pulsynetic ”’ 
electric clocks. Waterproof impulse clocks in  cast- 
iron cases are being fitted at every station on the system, as 
well as in signal cabins, the power station, and administra- 
tive departments, and all are controlled by a master clock or 
“ transmitter '" fixed at Dingle Station. The installation 
proves to be one of more than ordinary interest, because the 
connecting wires which loop up the clocks are ‘ broken ” 
when the draw-bridge at Clarence Dock swings, and the time- 
keeping of the whole system 1s not affected by this temporary 
disconnection. Further, the vibration of the steel structure, 
caused by passing trains, does not affect the time-keening of 
the impulse clocks. Uniform time over the whole railway 1s 
thus ensured. | 

The Tenders for Brazilian Railway Electrification.—The 
Rio de Janeiro correspondent of The Times reports that tenders 
for the electrification of the Central of Brazil State Railway 
were opened last week in the presence of the interested parties. 
Offers were received from the General Electric Co. (American), 
the Metropolitan-Vickers Electrical Co., Ltd. (British), and 
the Westinghouse Co. (American). 

'* The proposals all contain so many alternative specifications 
that as yet it is impossible to state which is lowest. but cursory 
examination induces the belief that the lowest tenders are in 
the order mentioned, with little difference between the Vickers 
and the General Electric. Government experts will have some 
time for the study of the proposals before the award is made. 
The total value of the contract is about £2,000,000. Tt 15 in- 
teresting to note that representatives of several important 
American bankmy houses are taking part in the negotiations 
with the Government for financing this work.” 

Book Notices.—'' Practical Engraving on Metal.” pp. viii 
141. figs. 100. Price 1s. 6d. net. " Maintenance and Repair 
of Electrical Measuring Instruments," by H. G. Yarrill. Pp. 
у1+78. figs. 21. Price 2s. 6d. net. "'' Beginner's Guide to 
the Microscope," bv C. E. Heath. Рр. 120, figs. 46. Price 
Is. 6d. net. London: Percival Marshall & Co. 

The Journal of the South African Institution of Engineers. 
Vol. XX, No. 8, March, 1922. Johannesburg: The Institu- 
tion. Price Ys. net.— This. issue contains a paper and dis- 
cussion on " The Preservative Treatment of Mine Timber," 
and a discussion on * Oil for Power Production." 

Bulletin No. 6. `` On the Electro-Deposition of Iron,’ bv 
W. E. Hughes, B.A. (Cantab.). London: H.M. Stationery 
Otfice. Price 6s. 6d. net.—This publication contains the results 
of researches made by Mr. Hughes, with the assistance of 
grants made by the Department of Scientific and Industrial 
Research. The first part is descriptive, and deals with the 
effects of temperature, current density, and mechanical move- 
ment. The second part 1s devoted to theoretical considerations, 
&c., including the crystallisation of substances in general; 
application to electro-deposited metal; and workshop applica- 
tion. An appendix contains a bibliography relating to the 
electro-deposition of iron, and the properties of electrolytic 
iron. ‘The report is copiously illustrated by photomicro- 
graphs 

‘* Dynamo Design and Construction," by А. H. Avery. Pp. 
Vili+264, 254 figs. London : Cassell & Co., Ltd. Price бв. net. 

Transactions of the South African Institute of Electrical 
Engineers. Vol. XIII.. Part I, Jan.-Feb.. 1992. Johannes- 
burg: The Institute. Price 2s. net.—This contains a report 


of the annual general meeting on February 16th, and the 
inaugural address of the new "President. Mr. E. V. Perrov. 
The accounts presented showed the financial position to be 
very sound. This issue also contains а discussion on & paper 
by Mr. B. Sankey, entitled ‘‘ Reinforced Concrete Poles for 
Overhead Line and Traction Work ”. and a memorandum 
addressed to the Minister of Railways, jointly by the South 


-African Institution of Engineers and' the Institute, urging a 


speedy decision regarding the electrification of the South 
African railways, and the provision of an abundant supply oí 
electricity for industrial purposes. | 

'" Coal Saving by Modern Methods of Steam Generation." 
by David Brownlie, B.Sc. (Hons.), &c. (15 pp.).—This is a 
series of reprints from the Tezrtile Manufacturer, giving the 
results of working of 65 boiler plants in the dyeing, bleachinr. 
calico-printing, and finishing industries, consuming 275.511 
tons of coal annually. It is shown that the average net work- 
ing efficiency is only 61.41 per cent., while individual plants 
vary from 80.09 per cent. to 40.06 per cent. The publication 
may be obtained from the author at 4, Grangethorpe Drive. 
Burnage, Manchester. Price 2s. 6d. net. 

Local Exhibitions.—Referring to the note on p. 593 of our 
issue of April 28th, regarding the electrical exhibition held by 
the St. Annes Urban District Council, Messrs. Baxendale and 
Co., Ltd., inform us that they exhibited, amongst other weii- 
known '' Universal '" domestic appliances, not the '' Laundry 
Queen " but the '' Universal" clothes washer, 

Water-tube Boiler Manufacture.—In the course of his 
speech at the meeting of Clayton & Shuttleworth, Ltd., at 
Lincoln, Mr. P. W. Robson, the chairman, said, with regard 
to the engineering dispute, that there could be no stable peace 
in the industry until the present issues had been settled in 
accordance with the employers’ demand for the simple right 
to the unquestioned exercise of proper managerial functions in 
their respective works. coupled with ample safeguards to pro 
tect and preserve the proper functions of trade unionism. He 
was strongly of opinion that when the dispute was terminated 
on the employers' terms both sides would conie to a closer and 
better understanding than had been possible for some years 
past, and that therefore the issues would not have been fouzht 
in vain. The company had developed a large new boiler works 
within the last few years, and received substantial orders from 
railway companies for locomotive boilers. The most impor- 
tant development in this department, however, was the intro- 
duction of water-tube boiler manufacture, and in this connec- 
tion a very important order had been placed with the company 
by the London County Council for three very large units and 
their accessories, to be installed at Greenwich power station. 
Another London münicipality had also within the last few days 
decided to adopt the company's patented boiler, and it wa: 
confidently anticipated that these preliminary contracts would 
be the forerunners of many others. 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade macks 
in respect of goods and productions connected with the elec 
trical trade and industries. Any firm desiring to enter an op- 
position to any of the applications have one month in which 
to do so from the dates mentioned below:— 

Van Dorn (lettering and design). No. 410,494. Clis t. 
Electrically-operated tools. The Van Dorn Electric Tool Co.. 
2.978, Woodmill Road, Cleveland, O., U.S.A. (F. Heron 
Rogers, Bridge House, 181, Queen Victoria Street, London, 
E.C.) April 26th, 1922. | 

Little Giant. No. 414,515. Class 6. Electric tools. &c. The 
Consolidated Pneumatic Tool Co., Ltd., 170-3, Piccadi. 
London, W. April 96th, 1922. K 


Embassy. No. 423,157. Class 6. Electrical vacuum cleaning 
machines. Myer Gilston, 21a, Upperhead Road, Leens. 


April 26th, 1922. 

Runex (lettering and design). No. 422,861. Class 8. Elec- 
trical accumulators (not for medical use). The Chloride Elec- 
tric Storage Co., Ltd., Clifton Junction, Manchester. April 


26th, 1922. 

Portex. No. 422.862. Class 8. Electric accumulators (net 
for medical use). The Chloride Electric Storage Co., lt. 
Clifton Junction, Manchester. April 26th, 1922. | 

Wheel and Wing Design. No. 421,619. Class 13. Mets 

oods for use as parts of electric lighting and power sets, Xi 

e Austin Motor Co.. Ltd.. Northfield. Birmingham. Apr. 
96th, 1922. 

Bogey. No. 429,790. Class 13. Electric hand lamps- 
British & Allied Electrical Agency, Ltd., 13, Charterhous 
Street, Holborn Circus, London, E.C. April 19th, 1922. 


CORRECTION.—We are indebted to the Simplex Conduit 
Ltd., Garrison Lane, Birmingham, for pointing out a mis 
print in our issue of April 2186 last in connection with the 
list of trade mark applications. The term applied for б 
Laurence Maxwell Waterhouse, trading as the L. M. Water: 
house Electric Co., 19, Rathbone Place, London, W.C.. under 
No. 422.898, Class 13. in respect of electrical apparatus and 
fittings is '' Surflex " and not ‘‘ Simplex " as printed. 


New Indian Companies.—Among the new concerns 1€ 
cently formed in India in connection with the supply 0 
electricity for lighting and power purposes, are the following : 
The Multar Electric Supply Co., Multar, Punjab, capital 
1.000.000 rupees; ard the Punjab Hydro-Electric l'ower Sup- 
ply Co., Delhi, capital 6,000,000 rupees. 
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Electrical Trade Prospects in South Africa.—The Times 
Trade Supplement (April 28th) published the following notes 
on the electrical outlook in South Africa, from ‘‘ А Corres- 
pondent ” :— 

“ British exporters of electric plant should be on the look 
out for an immediate increase of orders from private and 
municipal sources in South Africa. Every recent month has 
witnessed the installation of lighting schemes in towns and 
villages, and the increased demand for power has forced the 
civic authorities at Cape Town, Durban, Johannesburg, and 
Pretoria to extend existing generating stations and lay down 
additional plant. The market for electrical machinery and 
material indeed, is about the only one which was not affected 
by the universal trade slump last year, and it is a matter for 
attention that oversea purchases in 1921 were valued at ap- 
proximately £2,000,000 compared with £1,680,000 in 1920 and 
£1,040,000 in 1918. For the current year the prospects are 
excellent. Reports from Johannesburg. and other business 
centres indicate that stocks of fittings, &c., are sufficient for 
the moment, but no secret is made of the fact that indenting 
on a large scale will have to be resumed as soon as the power 
plants now on order, have been installed. The opportunities 
presenting themselves are attracting the attention of American 
and German competitors, and although Great Britain is looked 
to by South Africa for the bulk of its electrical plant at the 
moment, manufacturers should lose no opportunity for 
strengthening their relations with the market. Writing with 
numerous recent conversations with municipal engineers in 
mind, it does not seem likely that many of the contracts for 
generating plant will be placed outside the Empire, but note 
should be taken of the pronounced tendency on the part of 
the valuable business in fittings, lamps, cooking and heating 
apparatus, and general accessories to pass into the hands of 
competitors. This, it seems, 1s very largely owing to want of 
scientific propaganda work on tne part of British manufac- 
turers. Tenders are called for publicly for generating plant, 
but local merchants suppiy fittings and accessories, and it is 
they who should be canvassed by representatives, catalogues, 
and notices of new lines and patterns. The latter point, 
indeed, 1s one to which much more attention might usefully 
he directed. South Africa is keen on new electrical devices 
of all kinds, and American manufacturers are taking pains 
to cultivate this ground. Pritish exporters who want the 
business must follow suit or be badly left behind." 

The South African Mining and Engineering Journal for April 
Ath, just to hand, reports on the situation as follows:—'' An 
important dealer in electrical wares says that things are un- 
doubtedly getting better and business is improving by degrees. 
Orders from outside Johannesburg are now much more numer- 
ous and for bigger quantities than has been the case for 
months past; in town also trade is improving. Prices show 
as vet no change, but the indications are that they will in- 
crease rather than decline. In wiring especially, which has 
recently declined considerably, the tendency will be upwards, 
. 88 the cost of replacement far exceeds the price at which it 
has recently been sold. Porcelain is much about the same, 
but up to now prices locally have undergone no great change. 
This dealer said inquiries from the country districts and even 
from far afield are now of а very encouraging nature. Elec- 
trical goods are coming in freely, and there are now no short- 
ages in anv lines. The recent strike in Germany has affected 
deliveries from there very materially, but consignments are 
expected shortly.” 


Calendars.— Messrs. C. A. Parsons & Co., Lrp., of Heaton 
Works, Newcastle-on-Tyne, have issued a calendar with 
monthly date cards from April to December, 1922. А novel 
feature is а model representing a sectional view of a group 
of Parsons end-tightened reaction blading, showing that the 
radial clearance is never less than 3/16 inch, whilst the 
axial clearance, as demonstrated by the working of the 
model; is controllable by the thrust block, being enlarged 
when warming-up and starting, and reduced when running 
to à very small clearance. 

The ENFIELD EDISWAN CABLE Works, Ltp., Central House, 
Finsbury Square, London, E.C.2, has issued a calendar with 
monthly sheets for the period from April, 1922, to March, 
1923. Each monthly sheet also contains calendars for the 
preceding and the following months. 


New French Company.—La Société des Usines Hydro- 
Electrique du Samson is the name of a new company which 
has lately been formed at Samson (Commune de Maizeret), 
with a capital of 1,000,000 francs. 


Lead.—Messrs. James Forster & Co. report under date 
April 29th :— 

‘The position, having regard to the cessation of shipments 
from Australia, is not without anxiety. Consumption re- 
mains very poor. The electrical trades are working at under 
90 per cent. of the normal, and the domestic trades continue 


to consume only about 5,000 tons per month. Export busi- 


ness is also very quiet. 


Kitchen Reform.—The kitchen of the Reform Club, Pall 
Mall, is to be modernised and re-equipped this eummer, and 
the contract for this work has been placed with Messrs. Ben- 
ham & Sone, Ltd., of Wigmore Street, W., who originally 
fitted up this kitchen in 1519. 


Social Events.—On April 26th the Simplex Social and 
Welfare Club held the last of a successful series of concerts, 
for the year 1921.1922, in the new canteen of the works, at 
Birmingham. This was carried out under the direction of 
Mr. Frank Trotman, the well-known Birmingham comedian, 
who is also a member of the Simplex staf. Mr. 

P. Bennett, the president of the club, took the 
chair, and he was supported by Messrs. A. J. Spiller and 
W. B. Randall (vice-presidents), Mr. H. F. McLoughlin, and 
members of the Social Welfare Committee. Mr. Ralph Seaton 
acted as secretary. 


Unemployment.—In future unemployment returns issued 
by the Ministry of Labour will apply to Great Britain only. 
The total number of registered unemployed on April 24th was 
1,640,100 as compared with 1,633,926 a week earlier. There 
was a decrease of over 12,000 in workers on “ short time.” 
Relief schemes had absorbed, up to April 22nd, 134,059 per- 
вопв. [ 


West Midlands D.I.C.—The second annual meeting of 
the No. 5 (West Midlands Area) District Industrial Council 
for the Electricity Supply Industry was held on April 28th. 
A very satisfactory report was submitted and approved. 
Among the subjects mentioned in the report was that of the 
variation of standard working conditions for small under- 
takings; both sides of the Council were agreed that this was 
necessary, and steps were taken in this direction. Other points 
reviewed were wage adjustments; short-time working; works 
committees; and apprentices’ wages. The accounts showed 
a credit balance of over £11. 


Russia’s Electrification.—According to the Russian official 
economic journal, a great etep forward has been made in 
the general scheme of electrification by the establishment of a 
connection between the different power stations and works in 
the different provinces, a system which is said to be almost 
completed in the South Russian provinces and the district of 
the Urals. The journal suggests that a beginning should now 
be made with the conversion of the railways, taking first 
the lines which traverse the Donetz coal basin, and then 
gradually making extensions to the other railways. 

The Russian Trade Delegation learns from Moscow that a 
large electrification bank is being organised with the par- 
ticipation of foreign banks, notably the Credito Italiano, to 
prone electrification works in Russia.—Reuter’s Trade 

ervice. 


Trade Boom in Saxony.—Addressing the shareholders at 
the annual meeting of the Saxony Electrical Works Co., held 
at Dresden on April 24th, the chairman mentioned that the 
company began the new year (1922) with orders on hand 
of the value of 167 millions of marks, as compared with 82 
millions at the opening of 1921. The value of the orders in- 
creased to 259 millions in February, to 380 millions in March, 
and to 470 millions of marks in April, 1922. 


Tasmanian Hydro-Electric Developments.—Sir Francis 
Newdegate, Governor of Western Australia, who is on leave 
in this country, stated in a Press interview on Saturday that 
in Tasmania, of which he was Governor when eight years 
ago he went to Australasia, there was great scope for hydro- 
electria development. The water supply from the great 
lakes in the middle of the island was harnessed, 
and wonderfully cheap electric power was the result. Because 
of this cheapness there was every indication that Tasmania 
would become a great manufacturing centre. For some time 
past there had been considerable factory development. 


A Continental Cable Trade Agreement.—It was recently 
mentioned that the Felten & Guilleaume Co., of Cologne, had 
succeeded in regaining the share majority control over the 
companies of the same name in Vienna and Budapest. It may 
now be added that arrangements have been made between the 
companies for the mutual interchange of patents and ex- 
perience, and that the markets in Austria and Jugo-Slavia 
have been reserved to the Austrian and Hungarian companies 
and the new cable company formed at Neusatz, while the 
companies will uct jointly with regard to oversea and other ex- 
port markets. z Ж 


pg. 


LIGHTING AND POWER. NOTES. 


Argentina.—HypRó-EnECTRIO Wonks.—It is reported from 
Buenos Aires that as a result of arrangements made with the 
Government of Brazil. work will shortly be begun in con- 
nection with the utilisation of the falls of the Iguassu. The 
initial plant is to be capable of developing 150,000 h.p.; this 
will subsequently be increased to 300,000 h.p. It is proposed 
to transmit the power to Buenos Aires and intermediate places 
by means of a quadruple transmission line. The import duties 
on the electrical machinery required have been reduced to 
facilitate the procuring of the plant from abroad. 


Barrow.—ExTENsioN oF SuPPLY.—The electrical engineer 
has been instructed to apply to the Electricity Commissioners 
for sanction to proceed with the projected electricity supply to 
Dalton, Ulverston, and Rampside. | 
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Barnstaple.—Loaxs Sanctionep.—The Town Council has 
received sanction to loans of £2,100 for condensing plant at 
the electricity works, and £1, 500 for mains, services, and 
meters. The charge for electricity for lighting has been re- 
duced to 9d. per unit, and for power to 7d. 


Bedford.—ASH-HANDLING INVENTION.—At a meeting of the 
Electricity Committee it was reported that Messrs. R. W. L. 
Phillips and J. R. Blaikie had patented an invention for re- 
moving clinker from the boiler-house and were prepared to 
license the Council to use such invention without fee. The 
Committee recommended that the offer be accepted with the 
thanks of the Council. 


Brighton.—Eectriciry ScPrLy.—Owing to developments 
in the district the Corporation has decided to discontinue the 
supply of electricity to Aldrington. The load is to be trans- 
ferred to the Hove generating station. 


Camborne.—ProposeD CHANGE-OVER.—The Urban District 
Council has received an application from the Urban Electric 
Supply Co. for consent to change the existing system of elec- 
tricity supply from d.c., lighting 440 V, and power 480 V, 
to a.c. at the same voltages and a frequency of 25 cycles. The 
application has been referred to the Highways Committee. 


Chester.—Ixourry.—At a public inquiry held recently, an 
inspector appointed by the Electricity Commissioners heard 
objections made by the Flintshire and Hawarden Rural 
Councils to the proposal of the Chester Corporation to supply 
electricity within the Rural District of Hoole and parts of the 
Rural Districts of Chester, Tarvin, and Hawarden. Mr. S. E. 
Britton, electrical engineer to the Chester Corporation, gave 
evidence to the effect that it was essential, if the Corporation 
was to be enabled to give cheap supplies from its power 
station in Chester and the power station at H.M. factory at 
Queensferry, that the area of distribution should be much 
wider than it was at present and аз large as circumstances 
would allow. 


Continental.—HornLAND.—The Dutch Government has 
nominated a commission to carry out a general scheme of 
electrification, the plans for which have already been drawn 
up. It is proposed to set up five large stations, which will 
replace the large number of small installations now work- 
ing. The five stations will be linked up by a 650,000-volt 
cable. There will be a double distribution network on & 
special system. Up to the present it has been decided that 
the stations will be at Amsterdam, Rotterdam and South 
Brabant, and the fourth will possibly be situated on the 
Dutch coalfield. 

BELGIUM.—The delegates of the communes of the cantons 
of Somergem and Nevele, East Flinders, at a recent meeting 
decided to set up a joint undertaking for the supply of elec- 
tricity in the districts concerned. It was settled that the 
central station should be erected at Aeltre, and the service 
Technique Provincial was instructed to prepare the plans. 

FRANCE.—The work of reconstructing the power station of the 
Societe des Tramways de Lille is now practically completed; 
the remaining work comprises the installation of a 3,000-k W 
turbo-alternator; when this is completed the station will not 
only be able to supply all the requirements of the tramways, 
but also those of private consumers. 


Douglas (I. of M.).—Etectricity SuPPLY.—AÀ special Elec- 
tricity Committee has considered letters from Messrs. Hand- 
cock & Dykes, enclosing particulars of the system for the 
supply of electrical energy for the approval of Tynwald, 
under the terms of Section 9 of the Douglas Corporation 
Electric Light: Act. The estimated expenditure, including 
the site, &c., 1s £62,050. The Corporation has applied for 
sanction to borrow this amount, and the application has been 
remitted by Tynwald to a Committee for consideration. 
Under the Act the area is to be lighted by electricity within 
two years, but the scheme is being held up pending the 
approval of the Tynwald Council. 

Dundee.-Hypro-ELectric ScHEME.—The Town Council on 
April 27th considered.a new phafe in the situation connected 
with the negotiations between the Corporation and the 
Hydro-Electric Development Co., Ltd. The Council agreed, 
in view of the offer of the company to exclude Dundee from 
its Bill, that the city’s opposition to the Bill should be with- 
drawn ‘provided the company undertook not to lay its cables 
through Dundee; and that the permission to electrify trac- 
tion should be limited to the electrification of main-line rail- 
ways. 


Formby.—E ectricity SuPPLy.—The Urban District Coun- 
cil has decided to engage an expert to prepare a scheme for 
the supply of electricity to the district. It was stated at the 
meeting of the U.D.C. that some time ago, when the Lanca- 
shire & Yorkshire Railway Co. was approached with reference 
to supplying electricity from its power station at Formby, 
the company stated it had no powers to supply electricity, but 
that the L. & N.W. Railway Co., which now controlled the 
Lancashire & Yorkshire Railway Co., had powers. 


Glasgow.—ELFCTRICITY FOR коме Pourposrs.—The 
manager recently reported to the Corporation Electricity 
Committee that he had been in communication with the Elec- 
trical Contractors’ Association regarding the question of hir- 
ing-out electric motors for manufacturing and industrial 
purposes, and the matter had heen left in his hands. It has 


been remitted to the Sub-Committee on Propaganda to con- 
sider the question of making an active canvass with the view 
of encouraging the use of electricity for industrial purposes. 


Liverpool.—ProrosepD TRANSFER or UNDERTAKING.—The 
Liverpool District Lighting Со. 'в electricity plant at Waterloo 
is to be acquired by the Corporation, and a deputation repre- 
senting the Urban District Councils of Waterloo-with- 
Seaforth and Great Crosby recently met the Corpé@ration 
Electricity Committee to ask for preferential terms as a con- 
dition of consent to the extension of the Liverpool supply 
area to Bootle, Litherland, Waterloo, and Crosby. The otfer 


of the Electricity Committee was that there should be an 
immediate reduction of the present charge of 9d. The re- 


and as prices declined in Liver- 
The deputation 


duced charge would Бе 81d., 
pool, so Waterloo and Crosby would benefit. 
declined the offer. 


Luton.—Loans.—In connection with a supply of electricity 
in bulk from the North Metropolitan Electric Power Supply 
Co., the Town Council is applying for loans of £3,733 for 
transformers and switchgear, and £8,267 for cables. 


Lyun.—l.o4N.—Application is to be made to the Electr 
city Commissioners for sanction to the borrowing of £10,000 
for electricity purposes. 


Menai Bridge.—ProposeD PURCHASE or UNDFRTAKING.—The 
Urban District Council is negotiating with the Electricity 
Supply Co. for the purchase of its undertaking. 


Navan.—Inquiry.—Mr. M. Ryan has conducted an inquiry 
into the proposal of the U.D.C. to carry out an electric light- 
ing scheme in the town, at an estimated cost of £9,900. There 
was no opposition from the ratepayers. 


Porthcawl.—ELvectriciry Surrty.—At a recent meeting of 
the Council Mr. D. J. Rees proposed that the Council should 
employ a consulting electrical engineer to report upon the 
advisability of installing plant for ‘the electric lighting of the 
town. He outlined a scheme, the total cost of "which would 
be approximately £10,000. The proposal was supported by 
several 1nembers, and the Council appointed a sub-committee 
to examine the scheme and report. 


Rochdale.—ELectricity IN Butk.—An agreement has been 
arranged between the Corporation and the Bury Electricity 
Committee whereby Bury will furnish. the Corporation with 
a bulk supply of electricity. 


Royton (Oldham).—ErrcrniciTY Suppry.—The General 
Purposes Committee of the U.D.C. has appointed a sub- 
committee to confer with the Crompton U.D.C. with 
reference to a scheme for the supply of electricity to the dis- 
trict. 


South Africa.—Rosertson.—The ratepayers have authorised 
the Municipality to raise a loan not exceeding £25,000 for the 
purpose of carrying out an electric lighting scheme prepared 
by Mr. Charles G. Trevett, consulting engineer. 


Southport.—ProroseD EXTENSIONS.—According to a report 
prepared by Mr. E. Moxon, the borough electrical engineer. 
nearly £70,000 is required for the purpose of extensions and 
alterations at the electricity works. He recommends the 
installation of а 1,500-KW three-phase  turbo-alternator. 
The total estimated expenditure on mains and equipment. 
inclusive of requirements for services and meters, is given at 
£33,130, and the estimated expenditure on new generating 
plant 1s shown at £31.150. 

The Finance Committee has instructed the Town Clerk to 
make application to the Electricity Commissioners for sanc- 
tion to borrow £69,000 for the proposed extensions. 


W alden.—Evectricity Suprty.—The Town Council has ap- 
pointed a committee to prepare a report as to the expediency 
of installing electric lighting in the borough. A Provisional 
Order was granted to the Council before 1914, but during the 
war period further progress was prevented. 


Warrington.—Prick Repuctioxs.—The Electricity Com- 
mittee 18 reducing the price of electricity by 20 per cent. tor 
power and heating, and by 10 per cent. for lighting and trac- 
tion. 


TRAMWAY AND RAILWAY NOTES. 


Continental.—Hottaxp.—In connection with the scheme 
for erecting power stations in various cities it 1s proposed to 
electrify the railway of the Izeren Spoorweg Maatschappi, 
the plans for which were drawn up in 1915. The next are 
the secondary lines which, with the State railways, are now 
the subjects of survev, as regards both their lines and 
materials. Overhead transmission will be preferred to the 
third rail, owing to the characteristics of the ground. The 
power station which will supply electricity for the railways 
will be set up at Leidchen Dam, to the east of the Hague. 
and will have a capacity of 30.000 kW. The electrification of 
existing steam tramway lines is also to be carried out. The 
concession for the conversion of the Gooische tramway Is 
expected to be granted this year. The conversion of the line 
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has just been completed and the erection of the power station 
egun. On the other hand, the Zeeuwsch Vlaamsche Tram- 
sez Maatschappij at Axel, in Zeeland, proposes to set up in 
mis province a new line of trainways with stations, depots, 
and sheds. The works are to be started this vear. 

Irwy¥.—By a Ministerial Decree the electrification of the 
Vouhera-Piacenza line is to be taken in haud at once. When 
this is finished the lines terminating at Piacenza will be com- 
veted. Tenders are now being invited for the several branch 
ез of the Milan-Bologna section. The electrification of the 
Napoli-Reggio. Calabria line has just received the sanction of 
the Consiglio Superiore delle Acque and the work will be 
started shortly. 

Glasgow.—PROPOSED PURCHASE or UNDERTAKING.—The Cor- 
poration Tramways Committee has recommended the Corpora- 
ton to offer £250,000 for the acquisition of the undertaking 
и the Paisley District Tramway Co. 


Halifax.— New Track.—The Tramways Committee proposes 
to apply to the Ministry of Transport for sanction to the 
eostruction of an extra loop and the doubling of the tram- 
vay between Cousin Lane and Pharoah Lane, Ilingworth. 


Leeds.—TRaANsronT OF Coar.— The Tramways Committee has 
under consideration a proposal to use the tramways for trans- 
prung coal direct from the collieries near the city to the big 
works In the district. 

TRILER Cars.—It is also proposed to introduce trailer cars, 
and a deputation is to visit London to see trailers in use. 


London.—TukovGn Services.—A_ through service. of the 
LCC. tramears from Victoria Embankment to Wimbledon 
Hill and to Kew Bridge was commenced last Tuesday. The fare 
at mid-day between the Embankment and Hammersmith 
Broadway to Kew Bridge will be dd. 


Luton.— EXTENSION OF Time.—The Town Council has applied 
for an extension of time until August lth, 1923, for comple- 
tion of the work authorised by the Tramways Order, 1905. 


Newport.—Stxpay SERVICES.—-In order to meet the competi- 
uon of the motor "buses the Traniways Committee has recom- 
mended the Corporation to inaugurate Sunday tramcear ser- 
Ces, 

Rhondda.— PROPOSED AMALGAMATION.—The Tramways Com- 
"»ny has invited the Urban District Council to send repre- 
entatives to an inquiry to be held at Pontypridd shortly by 
he Pontypridd U.D.C. and the Rhondda Tramways Co. into 
| proposed joint service of cars froin Pontypridd to Tonv- 
mandy and Treherbert. A joint system is already in opera- 
wn in the Rhondda Foch Valley from Pontypridd to Fern- 
ile, and has proved successful. The Rhondda Council bas 
twided to be represented at the Convention. 


TELEGRAPH AND TELEPHONE NOTES. 


Australasia.— WIRELESS TELEPHONY.—In its wireless tele. 
hony tests on March 10th last the Australian Postal Depart- 
nent established communication with New Zealand, this 
emg the first occasion on which this has been accomplished 
п Australasia. 


Austria. — WIRELESS ‘TRLEGRAPHY.—An Austrian wireless com- 

any has been chartered with a capital of 250,000,000 kronen, 
wished by the Sitemens-Schuckert Telefunken. Companies 
лі the Vienna Bankverein service connected with the Berlin 
lefunken. Existing Austrian stations are to be enlarged 
o enable direct wireless service with all Europe and America 
o be furnished.—-Financial Times. 


China.—PEKING-HARBIN) TELEPHONE.—The Chinese Ministry 
Y Communications has completed the survey of the long, 
lance telephone route between Peking and Harbin. ‘The 
Ministry is making preparations to start work, and has 
ized а contract for the purchase of the necessary materials 
rom the China. Electricity Co. Work was to be begun dur- 
ng March and was to be finished in May.—Heuter's Trade 
ereice (Shanghai). 


Irish Free State.— TELEGRAPH SERVICE.—The Trish Post Office 
148 made arrangements with the Commercial Cable Co., 
-Naterville, and the Marconi Wireless Co., Clifden, to handle 

"sh traffic for America at Irish stations, and thus avoid ront- 

15 the messages via London.— Westminster Gazette. 


Italy—New Cannes.—A decree published in Italy confirms 
* azreement between the Italian Government and the Com- 
acna Italiana dei Cavi Telegrafici Sottomarini to lay a 
able, the work to be finished within three years, connecting 
У with South America, and another cable, the work to be 
Au pul. two years, connecting Italy with Greece — 
` - 4.00. 


Mexico—Wintess TELEGRAPHY.—The Marconi Co. has pro- 
Med to the Mexican Government a scheme whereby the 
Ошрапу would control for fifty years all wireless stations 
ЭШ or to be built on Mexican territory. After the expira- 


ton of the fifty years the wireless stations would be turned 


over to the Government or the eoncession renewed. The 
Government regards the offer in its present form as unaccept- 
able, but it is believed would be prepared to give it favourable 
consideration if modified.—Financial News. 

Switzerland.— NEW WIRELESS STATION.—The Swiss Marconi 
Wireless station was formally opened at Munchen Buchseo, 
near Berne, on April 2th. Dr. Furrer, Director-General of the 
Swiss Telegraph Administration, expressed the hope that the 
Swiss station would develop in such a way as to be able to 
communicate also with fur-distant oversea stations.—F mancial 
Times. 

The Telephone Service.—Lfrps AUTOMATIC EXCHANGE.— 
When recently addressing the Leeds Chamber of Commerce 
Sir Wiliam Noble, engineer-in-chief of the G.P.O., said that 
In the local auto-exchange service well over 30,000 calls were 
originating per day. The original equipment provided for 
6.500 subscribers’ lines, with an ultimate capacity for 15.000 
lines. Three to four thousand automatic dial calls were dealt 
with daily in the Leeds local area. In 1921 an order was 
placed for an extension of the automatic plant, comprising 
equipment for 2,000 additional lines, bringing the fitted 
capacity of the exchange up to 9,600 lines. Dialling out to 
the sub-exchanges in the Leeds area is proposed, and it will 
give direct. communication with Headingley, Roundhay, 
Chapeltown, Stanningley, Morley, Rothwell, Horsforth, and 
Crossgates. The next and most important step in the de- 
velopment of the Leeds area for automatic communication 
will be the conversion of the sub-exchanyves to full automatic 
working, thus dispensing altogether with manual operation 
of the local area tratfic. Schemes to effect this are already 
in hand for Roundhay, Chapeltown, Ileadingley, and Stan- 
ningley. In Englund the Post Office had tried to popularise 
the party svstein, but had not met with success. The farmers 
did not respond to the idea, although advantageous terms 
had been oftered to them. 

NEW Catt Poxrs.—The Post Office, as an experiment, has 
installed at Charing Cross Railway Station four “automatic” 
telephone call-boxes, and five more are to be available at the 
Bank Station. The instruments involve a new method of 
procedure on the part of the caller. He calls up the exchange 
by inserting his three pennies in the coin-box, and then gives 
the number he wants. If he finds he has to wait too long 
for an answer he can, by pushing a button, labelled “ B," 
get his pennies returned. Should the call be answered the 
caller hears the subseriber speak, but cannot himself be heard 
until he pushes button * A." The depression of this button 
transfers the coins into another channel, and completes the 
circuit between caller and subscriber. The Post Oftice claims 
that the system saves time and eliminates the feverish ring- 
ing of callers who think they are being kept waiting too long. 
—The Times. 

REDUCED CHARGES.—Sir Robert Horne, Chancellor of the 
Exchequer, announced in his Budget speech in the House of 
Commons on Monday that the telephone service charges would 
be reduced. The estimated revenue included: Telegraphs, 
£5,230.000, or £070.000 less than last year. Telephones, 
£13,728,000, or £5,225,000 more than last year. The Post- 
master-General (Mr. Kellaway) was to give precise details 
of the proposed reductions in the House vesterday. 

GRIMSBY AUTOMATIC EXCHANGE.—-The Grimsby exchange, 
which was the first complete automatic installation in the 
country, 18 to be equipped this month with an extension pro- 
viding 350 additional lines. А new underground cable between 
Grimsby and Hull is being laid, which will greatly increase 
the facilities for communication between the two places and 
greatly reduce the risk of interruption through storms or 
breakdowns due to atmospheric conditions. 


United States.—TrLeEGRAPH Suit WitHprawn.—The United 
States Attorney-General has decided to withdraw the 
Government’s suit against the Postal Telegraph Co. to con- 
trol the latter's turnover and its war-time earnings of 
$4,000,000, and accept in return а sum of $1,680,000, as com- 
pensation.—Financial News. 

Wireless Telegraphy.—INTERNATIONAL CONFERENCE.—The 
Commercial Radio International Committee, composed of the 
representatives of the Radio Corporation of America, Com- 
pagnie Générale de Télégraphie sans Fil Gesellschaft fur 
Drahtlose Telegraphie m.b.H.. and Marconi’s Wireless Tele- 
graph Co., Ltd., has completed its conference. Developments 
in different parts of the world of wireless telegraph and tele- 
phone communication were considered, and as a result of tha 
agreement between the four companies a number of new in- 
ternational wireless telegraph services will be opened in the 
early future. It was decided that the companies should not 
erect and would not view with favour the erection by others of 
any stations which would entail the harmful radiation outside 
an agreed radius of harmonics or secondary waves which were 
beyond the definite wavebands allotted to each particular 
station. 

FUTURE REGULATIONS.—At a conference last week it is said 
that the final form of future regulations was completed. The 
Times understands that the Wireless Sub-Committee of the 
Imperial Communications Committee, which has for some 
time past been hearing and considering the views of Govern- 
ment Departments on the development of wireless facilities 
in this country. has arrived at certain decisions, which have 
been approved by Mr. Churchill, the chairman of the main 
committee. 
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CONTRACTS OPEN AND CLOSED. 


‚ (The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice " appeared.) 


OPEN. 


Aberdare.—Urban District Council Electricity Depart- 
ment. Second-hand 500/700-kW Belliss or other a.c. steam 
generating set. (See this issue.) 

Powell Duffryn Steam Coal Co., Ltd. Copper wire and 
electrical accessories for three or six months. Stores manager, 
Aberaman Оћсеѕ, Aberdare. 


Aberdeen.—May 22nd. Electricity Department. Struc- 
tural steelwork, corrugated iron sheeting, &c., for the new 
boiler-house at Ferryhill. (See this issue.) 


Argentina.—BuENos AinEgs.—June 28th. Municipal Coun- 
cil. Plant for hydro-electric generating station and trans- 
former sub-station.* 


Australia.—MEkELBOURNE.—September Ist. Victorian Elec- 
tricity Commissioners. Five surface fecd-water heaters, six 
surface vapour condensers, and 12 feed-water evaporators. 

October 17th.  Postmaster-Generals Department. Supply 
of automatic switchboards and associated apparatus for two 
suburban exchanges at Melbourne. 

In connection with the scheme to grant relief to thousands 
of unsatistied applicants for telephones, the Postmaster-Gen- 
eral is placing orders, and is about to invite tenders for large 
supplies of material, including British cables and insulated 
wire, involving an outlay of £2,000,000.—Reuter’s Trade Ser- 
vice (Melbourne). 

бүрхкү.—Мау 29th. Department of Public Works. One 
1,000-kW steam turbo-generator, complete with fittings and 
accessories, for the State power house at Uhr's Point.* 


Bradford.—May 9th. Corporation. Electric light instal- 
lations, housing scheme No. 3, Bradford Moor, 20 houses; 
scheme No. 4, Scholemoor, 100 houses. City architect, Town 
Hall. 


Bulgaria. —May 10th. State Mining Department. Ma- 
chinery and plant, for the Bulgarian State Mines.* 


Doncaster.—May 8th. Electricity Department. Two 
water-tube boilers, with economisers, induced draught plant, 
and steel chimney. (April 2lst.) 


Dorchester.—May 24th. Electricity Department.. One 
vertical gas engine direct coupled to 1,000-kW d.c. generator, 
with gas producer plant, pipework, auxiliaries, &c. (See this 
issue.) 


Dundalk.—May 16th. Electricity Department. Опе 
340-kW Diesel generator, one 100-kW motor generator, one 50- 
kW balancer, switchgear, &c.; replating 500-V storage battery. 
(See this issue.) 


Eccles.—May 8th.—Town Council. Supply and erection 
of overhead distributing mains for 200 houses on the Anson 
Street housing site. Borough electrical engineer, Cawdor 
Street, Patricroft. 


Edinburgh.—Mav 15th. Electricity Department. Six or 
12 months’ supply of electricity meters. (April 25th.) 

Tramways Department. Steel rails, fishplates, trucks, elec- 
tric welding plant, &c. The Manager. 


Egypt.—ALExaNDRIA.—June Ist. Ports and Lights Admin- 
istration. The Arsenal. Six months' eupply of general stores, 
including electrical gear, &c. 


Fleetwood.—May 9th. Electricity Department. One 
1,000-kW d.c. turbo set, with switchgear and condenser. 
(April 28th.) 


India.—May 26th. High Commissioner’s Department. 
Insulator cups, porcelain or glass. (See this Issue.) 


London.—Pappincton.—May 15th. Great Western Rail- 
wav. Three or six months’ supply of stores, including tele- 
graph instruments, electrical apparatus, lamps, &c. (See this 
issue.) 

BETHNaL GREEN.—May 16th. Board of Guardians. 
lation of a telephone switchboard and 
hospital, Cambridge Road, E.2. (See this issue.) 

HACKNEY.—June 14th. Electricity Committee. 
and valves. (See this issue.) 

STEPNEY.—June 8th. Electricity Supply Department. Three 
water-tube boilers, with chimneys, economisers, and acces- 
sories; two 10.000-k W turbo-alternators with condensers, acces- 
sories, and switchgear. (See this issue.) 

H.M. OrricE oF WoRxs.—May 19th.  Ironfounders' and 
smiths' work, electrical labour in day work, and mechanical 
labour in day work, in the Windsor district. (See this issue.) 


Instal- 
instruments at the 


Pipework 


Manchester.—May 9th. Tramways Committee. Trucks 
for tramcars. Mr. J. M. McElroy, general manager. 

May  23rd.—Electricity Committee. Electrical storage 
batteries, for Barton power station. One  120-cell 


battery, capacity 600 amp. for one hour; one 190-cell battery, 
capacity JOO ainp.-hours at 1.10 hr. rate. (See this issue.) 


Morocco.—Rasat.—May 27th. Postal Department. Suppl: 
of bronze and copper wire, in two lots, deliverable by Ос 
ist, also porcelain insulators, in two lots, for the postal ser. 
vice. Particulars from the Office des Postes, Télégraphes, et 
Téléphones, at Rabat, Morocco. 


Mountain Ash.—May 8th. Urban District Council 


OR overhead and underground transmission mains. (Apr: 
th. 


Preston.—May 30th. Electricity Department. Twn 
10,000/12,000-k W turbo-generator sets, with condensing plant. 
auxiliaries, and piping; house-service plant, comprising ore 
1,200-bkW turbo-generator and two a.c. 6,600/220-V d.c. sets 


South Africa.—April 25th.—ELECTRIFICATION OF QGLENCoz 
PIETERMARITZBURG SEcTION.—June 29th. South African ka) 
ways and Harbours Board. Steel-frame buildings for power 
station. Specifications and forms of tender from the 


High Commissioner of the Union of South Africa, Trafalzu: 
Square, W.C.2. | 


Warrington.—May 13th. Gas Department. For lavins 
cable and altering switchboard for the Corporation Gas D. 


partment. Particulars from Mr. W. S. Haddock, generi 
manager. | 
May 15. Electricity Department.  E.h.p. sub-staticn - 


ironclad switchgear. (See this issue.) 


——————————————————M———M—————— 


*À copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trace 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Australia.—MrrpoUnNE.—City Council Electricity Depart. 

ment. Accepted :— 

2,200 yd. 1.25 sq. in. single conductor lead-covered cable (£1,833).—W. 1 

,. Henley's Telegraph Works Co., Ltd. 

pro oe transformers (£1,506).—Metropolitan-Vickers Electrica! Co. 
t 


One clectrically-driven air compressor (£171).—Homewood & O'Neill 
ME rd rotary converter. (£8,133).— Metropolitan-Vickers Elects. 
о., Ltd. 


Steel doors and plates for h.p. switch cubicles (£676).—Johnston & Ashen 
Insulated copper cables (£463, approx.).—W. T. Henley's Telegraph Wa. 
| Co., Ltd. 
SuBIACO (W.A.).—Municipal Council. Accepted :— 
Transformers (£2,404).—Geo. Wills & Co. 


Switchgear and h. and l.p. apparatus (£2,522).—British die 
Co., Ltd.—Tenders. EU ( ) ritish General Elet. 


Bath.—Electricity Committee. Accepted:— 


Patent celfcleaning band screen (£998), for the condensing wis 
intake chamber.—-F. W. Brackett & Co., Ltd. 

Layiog nf to Tiverton (£6,078).—Callender's Cable and Construcr 
O., Ltd. 


Bolton.—HElectricity Department. Accepted:— 


Electrical installation at the new picture house, St. George's. Roi - "t 
G. H. Blackburn. 


Bridgend.— Electricity Department. Accepted:— 

High-speed turbine engine connected to 2-phase айегпатог (£5,441, -W 4 
Allen. Sons & Со. The plant has an cutput capacity af 900. kW 2 
capubility of overload of 25 per cent. І 


Cheadle and Gatley.—Urban Council. Accepted:— 


Cables for the electricity scheme (£18,737).—Macintosh Cable Ca, be 


Glasgow.—Tramways Committee. Recommended:— 
a MERE Electric Co., Ltd.; and = Pirelli-General Cable Worn 
t 


Globe strain insulators.—British Insulated & Helsby Cables, Ltd. 


London.—St. ManrEBoNE.—EHElectric Supply Committ 
The Committee recommends the following additional re 
ments in connection with the undermentioned contracts, di 
to increased costs of manufacture, material, &e. :— 

Boilers, £1,194 (making £4,944).—Babcock & Wilcox, Ltd. 

8,000-kW turbo-alternator. (£976).—Oerlikon Co., Ltd. 

Watercooling towers (ЁЗА). Clyne Engineering Co., Ltd. 


Salford,— Electricity Committee. Accepted:— 

Maintenance and calibration of the automatic coal-weighing machine Í* 
12 months (£100).—W. & T. Avery, Ltd. | 

Two 6,600-V switch cubicles for sub-stations (£450). Опе e.h p. e 
for supply at Pendleton (£325).—Metropolitan-Vickers Electrics: We- 
Ltd. 


Transmutation of Metal.—The discovery of turning шеш 
into helium gas, described recently in the Рау Mau = 
having been made in the United States, has been made uw 
in this country, says the same journal. Mr. H. Е. Frane: 
and his colleague, Mr. E. S. Pangbourne, last December d 
charged a current at 81,650 volts into an electric lamp encie* 
in an exhausted vessel, and the lamp burst, with evidence — 
intense heat and light evolution. Analysis of the cont 
of the vacuum cylinder, they say, showed that no trace € 
the original tungsten filament of the lamp remained, bu! + 
gas was evolved consisting of neon, argon, and a third ёе 
mentary gas so far not identified. 
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FORTHCOMING BVENTS. 


Association of Engineers-in-Oharge.—Saturday, Мау 6th. At St. Bride’s 
Institute, Bride Lane, Е.С, At. 7.30 p.m. Informal discussion on 
" Опійом v. Multiple Expansion Steam Engines.” 

London Association of Foremen-Engineers.—Saturday, May 6th. At Can- 
non Street Hotel. At 6 p.m. Sixts-ninth anniversary festival. 

Eleotrical Power Engineers’ Association (Kent Section). —Saturday, May 
б:Һ. At Slessati's Restaurant, Rendezvous Street, Folkestone. At 3 p.m. 
General meeting. 

Institute of Transport.— Monday, May 8th. At the Institution of Civil En- 
gineers, Great George Street, S.W. At 5.30 p.m. Paper on '* Recent. Im- 
provements in Equipment for Electric Traction on Railways Making 
for Economy,” by Mr. R. T. Smith. 

Electricity Supply Gommercial Association. —Tuesdav, May 9th. At. Wort- 
lev Hall, Seven Sisters Road, N. At 7.30 p.m. Address by Mr. G. R. 
Smith, general. secretary. 

institution of Electrical Engineers (Liverpool Sub-Oentre).—Monlay. May 
Sth. At the Compton Hotel, Church Street, Liverpool. At 7 p.m. Annual 
general meeting and smoking cohcert. 

(East-Midiand Sub-Oentre).— Tuesday, May 9th. 
Loughborough. At 6.45 p.m. Annual general meeting. 

Society of Technical Engineers (South-Eastern District).—Wednesdiy, 
Мау 10th. At the Institution of Electrical Engineers, Victoria Embank- 
ment. At 7 p.m. Lecture on * An Engineering Tour in India," by Dr. 
J. F. Crowley. 

Institution of Mechanical Engineers (North-Western Branch).— Thursday, 
Mav lHth.. At the Manchester College of Technology. At 7 p.m. Lecture’ 
on * Tanks and Chain-track Artillery," by Mr. L. A. Legros. 

Optical Sooiety.— Thursday, Mav llth. At the Imperial College of Science. 
At 7.30 p.m. Discussion on Motor-car Headlights.” 

Physical Society of London.—Fridav, Mav 12th. At the Imperial College 
ui Science, South Kensington, S.W. At 5 p.m. Ordinary meeting. 

Royal Institution of Qreat Britain.—Saturday, Мау Сиһ, At Albemarle 
Street, W. АРЗ pm. Lecture on "! The. Disappearing: Gap between the 
‚Кау and Ultra.Violet. Spectra. (1) Grating Results," by Prof. O. W. 
Richardson, F.R.S. 


At the College, 


NOTES. 


The Lock-out.—The lock-out notices not having been 
suspended they took effect, in respect of the 47 unions, on 
Tuesday. The inquiry by Sir William Mackenzie was opened 
on Wednesday. It was open to the Press, but there was no 
accommodation available for the general public. The em- 
poyers opened their works to men willing to accept employ- 
ment on Individual contracts which involved acceptance of 
the employers’ three conditions of managerial control. 


Miners’ Nystagmus.—The first report of the Miners’ 
Nystagmus Committee of the Medical Research Committee 
has just been issued (H.M. Stationery Oftice. Price 1s. 6d. 
net). While the report is, of course, written chiefly from the 
optico-medical point of view, there are a number of items 
which come within our scope. In an introduction to the re- 
port it 18 stated that the Committee is agreed in fixing the 
blame for nystagmus principally upon deficient illumination. 
In the case of electric lamps this is generally brought about 
by the reduction of the voltage as the battery nears exhaus- 
tion, but another cause 1s the obscuration of the glasses by 
coal-dust and dirt. Conditions are considerably improved by 
the use of electric cap lamps, where illumination is brought 
to bear directly on the work without impairing the miner's 
vision. In Section E, which deals particularly. with illumina- 
tion, it is said that the disease is common in Belgium, 
France, and Germany, where safety lamps are almost univer- 
wally used. In the United States, where open lights and 
electric cap lamps are employed, the disease is very uncom- 
шоп, and the same is the case in Japan, where the general 
method of lighting 1s by acetylene. A great deal of photo- 
metric data is given, and it is reported that the introduction 
of the electric lamp has improved the general illumination. 
Dissatisfaction is expressed at the variation of the quality of 
lamps of the same type—chiefly due to bad bulbs; an example 
is quoted in which two cap lamps, ostensibly identical, gave 
readings of 1.4 and .8 candle-power respectively. Photo- 
metric readings show that the cap lump often gives from ten 
to twenty times more illumination. upon the working area 
than an oil or electric lamp: the cap lamp is so much nearer 
the work, and its rays fall at right angles, and not obliquely. 
Ihe committee alleges that much discredit has been brought 
to the electric lamp industry by the inferior lamps supplied 
by ome makers, which have failed under the stress of pid 
work. 


Fire.—On April 22nd a fire broke out at the Gowanbank 
Tronworks, Falkirk, owned by Messrs. Cockburn & Co., Ltd. 
Damage to the extent of several thousands of pounds was 
et, д 8 and valuable stock of electric stoves being 
estroved. 


^ppointinent Vacant.—Winder (300 taels per month, tael 
= 3s.) for the Shanghai Municipal Council Electricity De- 
partment. (See our advertisement columns to-day.) 


Generating Plant in the United States.—According to the 
Electrical World, on October lst, 1921, there were 5,532 cen- 
tral generating stations in the United States, with a total 
installed generator rating of 14.466.915 kW. The increase 
trom January 186, 1920, was 1,706,015 kW, or 7.6 per cent. 
рег annum. Out of the former total the amount of reserve 
equipment was 169,577 kW. Nearly 65 per cent. of the 
stations are privately owned. 


Telephone Extensions.—4A considerable development and 
extension of the telephone system in Great Britain involving 
the expenditure of 49,500,000 out of capital, is projected for 
the current financial year. The chief items will be as follows, 
says The Times :— 

£2,230,000 on trunk works, including the extension of the 
“backbone ” trunk system, by the provision of underground 
ducts and cables. £343,000 for extension of the overhead 
service. £3,500,000 for local works, the provision of sub: 
scribers’ circuits, junction lines, and public call offices. 
£2,250,000 for new exchanges and the extension of existing 
exchanges, including sites and buildings. The construction 
of two long underground routes will be put in hand, namely, 
from Leeds to Edinburgh via Darlington, Newcastle, and 
Jedburgh, and from Worcester to Bristol via Gloucester. The 
Leeds to Edinburgh cable will complete the main underground 
route between London and Scotland, and the Worcester to 
Bristol cable will provide communication between Birming- 
ham and Bristol. Among the shorter and more important 
extensions of the existing underground system which will be 
begun or completed during the financial year are the following 
new routes :—London to Southend, Pristol to Bath, Man- 
chester to Preston, Preston to Lancaster, Bradford to Dews- 
bury, Colchester to ‘Ipswich, Pontypool to Abergavenny, 
Swansea to Pontardawe, Glasgow to Whitecraig, Kirkintil- 
loch and Kilsyth and Edinburgh to Kirkcaldy. 

The new overhead trunk circuits will number about 200 
and will, in some instances, increase the capacity of the ex- 
isting routes, and in other cases, such as Bristol to Oxford, 
Exeter to Yeovil, and Nottingham to King’s Lynn, will-create 
new direct routes by the elimination of intermediate switch- 
ing points. In connection with the local development works, 
underground ducts and cables will be laid in a large number 
of towns. The scheme for new exchanges and the extension 
of existing exchanges includes the installation of equipment 
for about 30 new exchanges and for the extension of soma 
40 of the more important existing exchanges. A new ex- 
change is to be provided in Central London near the Monu- 
ment and the work 1s to be begun at once. In the outer 
suburbs exchanges will shortly be opened at Tottenham and 
Barnet, and equipment is to be provided for new exchanges 
at Eltham, Kilburn, Southall, Nunhead, Woodford, Walling- 
ton, Addiscombe, Thorton Heath, and Hounslow. In the 
country the work will include new exchanges at Ramsgate, 
Eastbourne, Southampton, Swansea, Birmingham, Sheffield, 
Buxton, Liverpool, Inverness, and Dundee. 

Provision 1s made in the year's work for a considerable ex- 
tension of the automatic telephone system in the working of 
the new exchanges at Southampton, Gloucester, Swansea, 
Sheffield, Shrewsbury, Fleetwood, Dundee, and Kirkcaldy, all 
of which will be equipped with automatic plant. The equip- 
ment will also be extended at the automatic exchanges al- 
ready existing at Epsom, Newport (Mon.), Chepstow, Leeds, 
Accrington, and Darlington. Tt is claimed that the propor- 
tion of subscribers served by the automatic system 18 greater 
than that of any other telephone administration in the world. 
Leeds, with some 6,000 subscribers on the automatic system, 
is the largest automatic exchange 1n this country. and Hurley, 
near Marlow. with 19, is the smallest. While conklitions 
are not anything like normal, the telephone industry 1s ex- 
periencing less difficulty in obtaining its raw material than 
was the case 12 months or so ago. 


Electric Cranes in a Shipyard.—The new “ East Yard ” 
at Dalmuir of Messrs. William Beardmore & Co., Ltd., which 
covers an area of 12 acres, contains four building berths, 
which are served by four electrically-driven Toplis cantilever 
cranes, arranged in pairs between the berths. One of each 
pair spans both bows in the berths on either side, and the 
other both sterns. The working radius of each crane is 105 ft. 
The yard is self-contained, having its own power-house, Kc. 


Electric Farming.—As reported in the daily Press, Mr. А. 
T. Davies, M.P., recently raised the question of the applica- 
tion of electricity to agriculture. In reply to his question as 
to the present position of electric farming, the Minister of 
Agriculture is reported to have stated: '' The Ministry was in 
close touch with a gentleman who was applving electricity 
and they had had the benetit of the data derived from his 
own experiments. Some of his results had already been pub- 
lished, and the Ministry had arranged for them to be sum- 
marised and published in the Ministry's Journal for the 
benefit of farmers in general." It will doubtless interest 
our readers to know (if they have not already guessed as 
much), that the reference is to the work of Mr. R. Borlase 
Matthews. An abstract of his paper on the applications of 
electricity to agriculture, read before the Institution of Elec- 
trical Engineers, was given recently in our columns, thus 
io some extent forestalling the Journal of the Ministry of 
Agriculture. 


The Electrical Engineers’ Ball, 1922.— It is very satis- 
factorv to learn that, owing to the splendid response to the 


. invitations issued by the Committee for the last dance (held 


on February 10th), the General Committee was able to 
hand a sum of 55 guineas to the Institution of Electrical En- 
gineers' Benevolent Fund, and 55 guineas to the Electrical 
Trades Benevolent Institution. 
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Fatality.—Whilst working on a condenser tower at Black- 
pool Electricity Works, on April 27th, Ralph Curran (31), 
fell a distance of 50 ft., and was killed. 

Electric Vehicles in New Zealand.—During last year 26 
electric commercial motor vehicles, valued at £10,557, were 
imported into New Zealand. Only one vehicle was British, 
the remainder being American. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.— NOMINATIONS FOR 
Councih.—TLhe ballot papers for the election of members of 
Council, which have to be returned by May 8th, contain, in 
addition to the Council's nominations, the following naines, 
put forward from outside :— 

Ordinary Members of Council: Mr. R. A. CHATTOCK, city 
electrical engineer, Birmingham. 

Mr. R. Н. FLErTCHER, B.A., consulting electrical and me- 
chanical engineer, Cardiff. 

Mr. A. M. &iLLAR, consulting engineer, Westminster. 

Associute Members of Council: Mr. A. F. HARMER, power 
superintendent, Metropolitan Electric Supply Co., Ltd., 
London. 

The list of nominations by the Council was published in our 
issue of April 7th, and then showed three nominations for 
three vacancies in the class of Associate Members. It hap- 
pened, however, that Mr. A. B. Hart, one of these nominees, 
was transferred to full membership and thus became ineugible 
for election in the former class. Consequently Mr. Hart's 
name now appears in the list of nominations for the Member 
class, Mr. Harmer takes his place. and there will be no 
ballot for the class of Associate Member; but there are nine 
nominations for three vacancies in the senior class. 

WESTERN CENTRE—The chairman (Mr. А. С. MacWhirter) 
presided over a meeting held on May Ist. The joint hon. 
secretary (Mr. C. Т. Allan) reported that the membership roll 
stood at 487, being an additiou of four since the last mecting. 
It was announced that a summer meeting would be held in 
the neighbourhood of the Stroud Valley. Mr. James Ander- 
son read his paper on " Electric Motor Starters,” illustrated 
by lantern slides. At the close of the paper a discussion of a 
highly technical nature ensued, to which Major Amberton, 
Major David, and Messrs. II. Ellis, C. Morley-New, T. Hood, 
Llewellyn Hughes, J. W. Fidoe, J. B. G. Lewis, C. T. Allan, 
and the chairman contributed. 

NORTH-WESTERN CENTRE.—The annual general meeting was 
held at Manchester on April 25th, Alderman W. Walker pre- 
siding. ‘The Committee's report for the year showed that 
eleven meetings were held, three being of an informal 
character. The membership had continued to increase, the 
aggregate number of members, associates and students being 
now 1,333, which compared with 1,214, 934, and 833 in the last 
three years. Regret was expressed that, after three years’ 
service, Mr. A. G. Ellis had found himself obliged to relin- 
quish the office of secretary. On the recommendation of the 
Council, Mr. A. L. Green, the assistant secretary, had been 
elected an Honorary Associate of the Institution in recogni- 
tion of his 2] years’ service with the N.W. Centre. For the 
Benevolent Fund £109 had been collected, of which £44 was 
contributed by the Liverpool Sub-Centre, which, founded in 
1919, continued to make good progress, the membership being 
now 449. The Students' Section had held eight meetings. 

Mr. WATSON moved the adoption of the report, and MR. 
MEDLYN having seconded, the report was unanimously ap- 
proved. Thanks were voted to Alderman Walker and to Mr. 
Ellis for their services. 

i s J. FRITH made an appeal on behalf of the Benevolent 
und. : 

The officers for the next session were appointed as follows: 
Chairman: Mr. A. S. Barnard; Vice-Chairmen: Messrs. G. 
A. Juhlin and H. C. Lamb; Honorary Secretary: Mr. W. A. 


Coates; Committee: Messrs. Ellis, Mallinson, Medlyn, and 
Pearce. 
A lecture upon ‘ Electrical Engineering Advertising ” 


was delivered by Mr. J. W. ПЕАОСНАМР, director of 
the Electrical Development Association. He said it had 
been proved that it was worth while to expend a 
reasonable amount, contributed by those associated with 
an industry, upon advertising schemes which brought 
its merits before the public in a general way instead 
of being limited to the products of an individual firm or com- 
panv. It was difficult to conceive a public service which lent 
itself better to propaganda than electrical engineering, and if 
kept free from exaggeration and mere huckstering it could be 
made of educational value as well as profitable. Electricity 
appealed to the popular imagination, and its use was an indi- 
cation of the state of civilisation reached by the community, 
if “civilisation " meant the attainment of easy living and a 
high standard of comfort. But a difficulty in the way of a 
national scheme of advertising was the difference in the con- 
ditions which prevailed in various districts. A very costly 
advertisement circulating over wide areas could only be imme- 
diately effective in those parts where the appeal was supported 
by reasonable charges for electricity. Neither the supply com- 
pany nor the manufacturer of electrical apparatus sold the 
entire article that the consumer required, but only a part. 
One was apt to forget that the consumer was not looking for 


electricity itself, but for what it would give him—heat, light, 
and power—to increase his comfort or save his pocket. 

LIVERPOOL Su8-CENTRE.—The following officers have been 
nominated for Session 1922-23 :—Chairman: Mr. B. Welbourn; 
Vice-Chairmen : Messrs. E. M. Hollingsworth and H. Н. 
Harrison; Hon. Secretary : Mr. Oscar C. Waygood; Com. 
mittee: Messrs. L. Breach, W. Lang, J. A. Morton, E. Moxon. 
and F. J. Teago. As the number of nominees corresponds 
E the number of vacancies, there will be no necessity for a 

allot. : 

SCOTTISH CENTRE.— Members of the Scottish Centre of the 
Institution on Friday attended the seventh ordinary meeting 
of the Institution in Dundee. A busy day was spent in visiting 
public works. In the evening a paper was read by Prof. S. 
Parker Smith, entitled *' Single- and Three-Phase Alternating- 
current Commutator Motors with Series and Shunt Character- 
istics.” | 

Bradford Engineering Society.—Mr. C. E. Allsop, sales 
manager to the Bradford Corporation Electricity Department, 
has been re-elected, for a second year of office, president of the 
Society. Mr. R. D. Spurr is one of the vice-presidents, and 
the hon. secretary is Prof. G. F. Charnock, head of the Engi- 
neering Department of the Technical College. 


Association of Mining Electrical Engineers.— Members of 
the West of Scotland branch of the Association on Saturday 
last visited the Clydesmill power station, Cambuslang, of the 
Civde Valley Electrical Power Co. Office bearers of the 
branch have been. elected as follows :—President : Mr. DP. 
Martin, Glasgow; Vice-Presidents: Messrs. D. M'Queen and 
Р. L. Frew; Treasurers: Messrs. C. L. Brown & Melville, 
C.A.. Glasgow; Secretary: Mr. D. S. Baddeley, 50, Welling- 
ton Street, Glasgow. 


Institution of Engineers, Australia.—U nder the auspices 
of the Institution, a conference of engineers was held in 
Melbourne in February, which delegates from all parts of the 
Commonwealth attended. Prof. R. W. Chapman was elected 
president for the 1922-23 Session, succeeding Mr. W. J. New- 
bigin, at the second annual meeting held on February 3rd. 
Among the papers contributed during the conference was one 
dealing with the Victorian State electricity scheme, by Sir 
John Monash, chairman of the Victorian Electricity Сопи 
sion. Mr. E. G. Ritchie, M.Inst.C.E., described the Maroon- 
dah Dain, and Mr. W. Stone read a paper on '' The Internal 
Mechanism of Lubrication.” The automatic telephone ex- 
change at Collingwood was the subject of a paper by Mr. R. 
Lawson. Visits were paid by delegates to a number of places 
of interest, including the Newport power station and railway 
workshops; the Jolimont workshops and sub-station; and 
the Melbourne small arms ammunition factory. 


Institute of Transport.—In a paper read before the Inst- 
tute on April 21st, Mr. J. K. Bruce, traffic manager of the 
L.C.C. tramways, suggested the increasing of the speed 
of tramcars by the adoption of an improved form of motor. 
He stated that this would permit the running of 170 fewer 
care, resulting in a saving in maintenance of £70,000 per 
annum. 


Royal Institution.—On May 11th, at 3 p.m., Professor F. 
Keeble delivers the first of two lectures at the Royal Instit- 
tion on '' Plant Sensitiveness ''; and on Saturday, May lth. 
Professor O. W. Richardson delivers the first of two lectures 
on the '' Disappearing Gap Between the X-ray and the Ultra- 
Violet Spectra.” 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements. 


At a meeting of the Aberdeen Electricity Committee, the 
convener raised the question of stabilising the electrical 
engineer’s salary. He said that in 1914 the salary was £730, 
and with bonus it had risen to £1,050. If stabilised the salary 
should be fixed at £550 at least. According to local reports 
the matter was heatedly discussed, and the matter was ad- 
journed till the next meeting. 

Mr. A. Н. Dykes has been elected chairman of the Becken- 
ham Urban District Council for the ensuing year. 

Mr. G. P. Roy, M.LE.E.. succeeded Mr. W. Sutherland. 
V.D., M.LE.E., as Director-General (Engineering) Posts and 
‘Telegraphs, India. Mr. Roy has seen a good deal of service 
in the Orient, and: (says our correspondent) it is apparent that 
the final appointment comes as a recognition of all that hes 
gone before. | 

The Finance Committee of the Carlisle City Counell 
recommended that the salaries of the electrical engineer and 
the assistant electrical engineer be reduced by 10 per cent 
The Electricity Committee decided against the reduction m 
the salary of the electrical engineer, but the City Counc! 
on April 26th adopted the recommendation as from October 
st next. 

Barnstaple Town Council has referred back for further 
consideration the recommendation to reduce the salaries and 
wages of its officials, &c., including the electrical enginec! 
and his assistant, 


\ 
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Major WILLIAM Paxman, O.B.E., has been elected to succeed 
the late Mr. J. N. Paxman as chairman of Davey, Paxman 
and Co., Ltd., of Colchester. 

Mr. C. J. BAKER, superintendent of Blackpool Corporation 
tramways, entered upon his duties as manager of the Ashton- 
under-Lyne tramways on Monday last. On April 27th his 
colleagues at Blackpool made him suitable presentations. 
Councillor H. Brooks, chairman of the Electricity and Tram- 
wavs Committee, presented him with a cheque from the Flec- 
ticity and ‘Tramways Employés’ Institute (which he was 
largely instrumental in establishing), and Mr. Chas. Furness, 
the tramway manager, presented hun with an oak grand- 
father's clock, subscribed for by the tramway employes. 

The marriage took place at Chester, on April 26th, of Mr. 
DANIEL JENKINS, M.Sc., district manager for the Swansea area 
of Metropolitan-Vickers, Ltd., and Miss JANE WHITTINGTON 
TuoMas, youngest daughter of the late Mr. Robert Thomas, 
shipowner, Liverpool. 

A barometer has been presented to Mn. T. F. Patten, senior 
charge engineer, by the power station staff of Messrs. Vickers, 
Ltd.. River Don Works, Shetftield, on the occasion of his 
marriage. 

MR. Н. H. Охіву has resigned the position of Ladon and 
district manager to Messrs. Mann, Egerton & Co., Ltd., with 
a view to organising and developing the sale of the Sims light 
and power plant. Before joining Messrs. Mann, Egerton, Mr. 
Oxley was on the staff of Messrs. Vickers, Ltd. 

Mr. Мах Елік, chairman of Messrs. Falk, Stadelmann and 
Co.. Ltd., has just returned from а six months’ trip to 
Australia, made partly for business reasons, and partlv for 
the benefit of his health. To mark the occasion of his return 
a dinner was given in his honour, on Saturday last, at Fras- 
cats Restaurant, by the heads of departments and repre- 
sentatives of the firm, Mr. L. Thurner being im the chair. 
The toast of ''the guest of the evening " was proposed in 
appropriate terms by Mr. A. R. McClelland, and in reply, 
Mr. Max Falk gave a brief sketch of his trip, and a descrip- 
tion of conditions in Australia and New Zealand. Amongst 
other toasts was that of * Our Colonial Branches," proposed 
bv Mr. Max Falk, with which was coupled the name of Mr. 
H. S. Potter, the company’s South African representative, 
who 18 at present on a visit to this country. 

The Rt. Hon. Lord Derry, K.G., has accepted the presi- 
dency of the B.E.A.M.A., in succession to the Rt. Hon. Lord 
Ampthill, who has been elected first past-president. 

Mr. J. CULKIN has resigned his position as a director of 
Messrs. Culkin & Parkinson, Ltd.. 111, Woodhouse Lane, 
leeds, and is now not connected with the firm. 

Obituary.—The death has taken place, after an operation, 
of MR. GEORGE W. Matsey, who had for 23 years been electri- 
clan to the Aldernaston estate, near Reading. 

Mr. С. G. Rosertson.—We regret to record that Mr. С. G. 
Robertson, O.B.E., submarine works manager, at Vicker's 
naval construction works, Barrow, died from pneumonia on 
Monday night. He had a great deal to do with the develop- 
ment of the internal combustion engine. 

Mr. J. F. Crvsas.—The death occurred at Leigh-on-Sea, 
Essex, on April 22nd, of Mr. James F. Clunas, who for the 
last four years had been attached to the staff of Messrs. 
Vickers, Ltd., in their electrical and latterly in the hydro- 
electric department. During the war, Mr. Clunas served in 
the Royal Naval Volunteers Signal Division, having gone 
through the Gallipoli campaign from the second day until 
the withdrawal, and afterwards served a vear and a half in 
Flanders, when he was invalided out of the army. owing to 

ап accident, which made him unfit for further military ser- 
vie. Mr. Clunas was trained and started his engineering 
career in. the works of Messrs. Bruce Peebles & Co., at Bon- 
nington, Edinburgh, and subsequently served in the London 
ofice of that firm. Previous to the outbreak of war, he had 
been a number of years in the office of Messrs. Tozer, Kem- 
sey & Millbourn, whose service he left in order to volunteer 
for the army, shortly after the outbreak of war. Mr. Clunas's 
cheerful, straightforward, and conscientious disposition had 
gamed him а wide circle of friends, who will be grieved to 
hear of his sudden death before reaching middle age, and 
in the midst of a promising career. 

Will.—The estate of the late Mn. JOHN SUMMERSCALES, of 
Scarborough, formerly of Armley, Leeds, who was closely 
cssociated with the Morley Electrical Engineering Co., has 
been valued at £42,195 gross and £40,773 net personalty. 


NEW COMPANIES REGISTERED. 


Sturge’ & Baker, Ltd. (181,382).—Private company. `Ве- 
gistered April 27th. Capital, £8,000 in £1 shares (1,500 6 per cent. cumulative 
preference and 6,500 ordinary). To take over the business of electrical acces- 
somes manufacturers carried on by W. H. Sturge and E. T. Baker at Premier 
Works, Sheepcote Street, Birmingham, as “Sturge and Baker.” The per- 
manent directors are: W. Н. Sturge, 35, Carpenter Road, Edgbaston, Birming- 
ham; E. T. Baker, 124, Gough Road, Edgbaston, Birmingham, — Secretary: 
z T. Baker. Registered office: Premier Works, Sheepcote Street, Birming- 
am. + 

Invincible Electrical Engineering Co., Ltd. (181,286).— 
Private company, Registered April 24th. Capital, 21.000 in £1 shares. To 
carry on business as indicated by the title. The first directors are: J. H. 
Challinor, 134, Park Lane East, Tipton; B. A. Kelsall, 14, Dudley Road, 
lipton; C. J. Arnold, 60, Dudley Street, Wednesbury. Registered office: 134, 
Park Lane East, Tipton, Staffs. 


24, Golders Green Road, N.W., dated April 3rd, 1922, 
due or to become due from the company to Barclay'’s Bank. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Llangefni Electric Light & Power Co., Ltd.—Transfer of 


mortgage dated April 7th, 1922, to secure £7,000, charged on power station 
and electric 
National Provincial and Union Bank of England. 


light works in Mill Street, Llangeíni, Anglesey. Holders: 


Connolly’s (Blackley), Ltd.—Debenture dated April 12th, 


1922, to secure £5,000, charged on the company's undertaking and property, 
present and future, including uncalled capital. 


Bank. 


Holders: L.C.W, and Parr's 


Tees Power Station Co., Ltd.—Satisfaction to the extent 


of £6,000 on February láth and £14,900 on February 15th, 1922, of debenture 
covered by trust deed dated May 7th, 1918, securing £000,000. 


Watson Marsh & Co. (Hampstead), Ltd.—Mortgage on 


ta secure all moneys 


Electrical Engineering (West Bromwich), Ltd.—Mort- 
gage dated April 7th, 1922, to secure £1,100, charged on 402, High Street, 
West Bromwich. Holders: T. A. Nightingale, West Bromwich, and L. J. 
Nurse, Tipton. 

Sutton-in-Ashfield Motor and Electrical Engineering Co., 
Ltd.—]. Keetley, 1, king John’s Chambers, Bridlesmith 


Gate, Nottingham, ceased to act as receiver on April 20th, 1922, 


CITY NOTES. 


Mr. J. HERBERT Tritton presided at the 
Indo-European annual general meeting on April 26th. 
Telegraph Dealing with the accounts, be drew atten- 
Co., Ltd. tion to an item of £43,920, which was ex- 
penditure incurred in preparation for the 
re-establishment of the line. ‘They were still without the 
necessary information from other administrations to enable 
them to close the books, but the company was not the only 
one in this position. The investments showed continued 
appreciation, while the position as regarded the Russian assets 
was more favourable, and writing-off was not to be undertaken 
at the moment. Owing to the exhaustion of the fund for 
equalisation of dividends, the total dividend for 1921 was re- 
stricted to 7 per cent. The chairman was pleased to inform 
the meeting that the Polish concession had been signed вопше 
time ago, and within the last few days the Hussian Depart- 
ment of Posts and lelegraphs had advised them that the con- 
eession. from the Moscow Government was signed on April 
иһ. This concession covered the whole of the territory 
traversed by the company's line from the Polish frontier to 
Persia. ‘The company’s Russian representative, Mr. Watt, 
was to be given credit for much in this connection. They 
had already secured a concession from Persia, and that being 
obtained from Germany had been agreed to in principle, al- 
though not actually signed. The condition of the company’s 
line was more satisfactory than could have been expected. ‘The 
line was workable for a length of over 200 miles north-west 
of Odessa, and similarly for 300 miles east of Odessa into the 
Crimea. Beyond the Straits of Kertch the line was in work- 
ing order between Ekaterinodar and ‘Tiflis, but between Titlis 
and Erivan there was a short stretch where repairs were not 
yet completed. The section Erivan-Djoulfa on the Russo-Per- 
sian frontier, and the Persian section. Djoulfa to Teheran were 
also in working order. The Black Sea cable from Odessa to 
Constantinople had already been othicially opened by the Soviet 
Government. ‘This cable would therefore shortly be again 
available for the classes of trattic previously dealt with, and 
should help to re-establish business relations with South Russia 
and the Black Sea ports. The Persian lines were in good 
order and available at any moment. The most arduous part 
of the work of reconstruction was undoubtedly the section 
from the German and Polish frontier in the west to the Polish- 
Russian frontier in the east. A new line 400 miles long had to 
be built, and the work would take some months. Every pos- 
sible effort was being made to expedite this construction, and 
special appliances and material had been supplied for the pur- 
pose It was of the utmost importance that the Indo route 
should again carry international traffic; accordingly, the 
directors were arranging, where the company's line could 
not at once be made available, to obtain permission from the 
Governments concerned to use, temporarily, a wire or wires 
to enable them to carry through trattic. This should offer no 
difficulty, and the directors anticipated an early resumption of 
activities in this direction. 
Sir W. R. Brooke, K.C.I.E., seconded the motion for the 
adoption of the report and accounts, which was carried unani- 
mously. 


The National 


At the annual meeting, held on April 27th 
at the offices, 62 and 63, Queen Street, 


Electric E.C., Mr. G. H. Nisbett, who presided, 
Construction said that the year's working had again 
Co., Ltd. shown an improvement on the previous 


year. They had thought it advisable to 


. take that opportunity of providing some substantial allow- 


ances. Of the sum of £4,511, at which the free-wired instal- 
lations appeared in the books, it was proposed to write off 
£1,000. It was proposed to start & general reserve fund with 
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£3,000, and to provide a similar sum for a reserve for equalisa- 
tion of dividends, with a view to providing as far as possible 
for the payment of a steady dividend in spite of the tluctua- 
tions that were inevitable with a trading company. ‘The 
management expenses, &c., amounted to £4,306 as compared 
with £3,528 last vear, owing to the larger volume of business 
done. ‘lhe revenue from free-wired installations was practi- 
cally the same as the year before. Profits on contracts showed 
a very satisfactory increase, being £10,046, as compared with 
£6,451. Interests on investments were nearly £500 down, 
mostly owing to the coal strike and to the subsequent trade 
depression. They were hoping for better results this year, and 
that working costs would fall to meet the altered cir- 
cumstances. The profit on the working of tramway and light- 
ing undertakings was £1,573, as compared with £2,033 in the 
vear before. The overdraft at the bank was £7,997, аз com- 
pared with £13,003 the year before, and he was glad to say 
that that item had since been considerably reduced—in fact, 
that day they had a balance to their credit of over £4,000. On 
the other side of the balance sheet, free-wired installations 
showed a decrease in value of about £290. Contracts in course 
of completion (less pavments on account) were now only 
£1,736, as compared with £12,106 last year, showing a con- 
siderable reduction in that item of the company's business. 
They had reason to think, however, that some further business 
of value would shortly be in hand by the company. The ex- 
penditure of the Wisbech Electric Light & Power Co. still con- 
tinued. That concern was doing very well, and it followed that 
with a light and power company the better its business the 
more the capital expenditure increased for the pro- 
vision of additional plant, mains, and services. ‘rhe 
debtors on sundry accounts were £36,724, as  com- 
pared with £30,148 in the previous year, the difference 
being an indication of the increased business that 
had been done. During the year Mr. Harold T. Barnett 
Joined the board: he had had a wide and varied experience of 
company work, and particularly of electrical undertakings, and 
they thought his assistance would be valuable to them and 
remunerative to the company. Generally speaking, they had 
every reason to be satisfied with the progress of the under- 
takings. Mr. W. B. Cownie, managing director, seconded the 
motion, and the report was adopted. 


The annual meeting was held on Tues- 
British day at Winchester House, E.C., Mr. A. F. 
Electric Trans: 
former Co., Ltd. tion of the report, and dealing first with 
the balance sheet, the chairman said that 
on the debtor side sundry creditors were £87,000 less than a 
year ago, principally due to the fact that they had been using 
up stocks of materials as far as possible; and also due to the 
falling off of orders during the latter period of the year under 
review. The decrease of £165,000 in the stock and the in- 
crease of nearly £100,000 in their cash position were, to a 
large extent, also due to the same causes. The valuation of 
Stock and materials had been carried out by the manager on 
the same conservative basis as in past years, and the work in 
progress was taken from their cost books. As to deprecia- 
tion reserve, he pointed out last year that during 1920 they 
had considerably added to the assets against which that 
reserve stood, and that although at that time they did not 
need to add anything to that account, it might be necessary 
to increase the reserve this year. It was therefore proposed 
to increase the amount carried to depreciation from £3,000 
to £4,000, and the total would then stand at £97,300. That 
was against the item in the balance sheet of £284,727 for 
freehold land, buildings, plant, machinery, &c. With regard 
to the reserve account, they proposed to add £15,000 this 
year, bringing the account up to a little over £63,000. Turn- 
ing to the other side of the account, the item of freehold 
land, buildings, plant, &c., had been increased by just over 
£47,000, the bulk of which represented new plant and 
machinery, spent during the past year in connection with the 
recent extensions of their works. Sundry debtors were down 
by nearly £9,000 as compared with last уеаг. All the debts 
were considered good, and since the end of the vear £76,348 
had been received out of the £124,172 appearing in the 
accounts. Turning to the profit and loss account, general 
charges were about £10,500 more than for the previous twelve 
months. The gross profit on trading was nearly £40,000 
more. ard net profit was increased by iust over £91,000. It 
would be seen from the report that they had an available 
balance of £97.594 10s. 4d. £19,000 of that wos appropriated 
to reserve, and £21,000 to the pavment of the preference 
dividend. With regard to the dividend on the ordinary 
shares, this was the fourth vear in succession they had been 
able to recommend a dividend of 10 per cent. plus 24 per 
cent. bonus. The extra remuneration to the directors, 
amounting to £4,261, was calculated in accordance with the 
Articles of Association, and the increase of about £2,000 in 
that item was due to the increased profit earned. It would 
be seen that they were proposing to distribute about two- 


thirds only of the available profits and to carry forward a. 


balance to next year of £12,708. In no previous year had 
they shown as good results as those for 1921, and sometimes 
he feared that the shareholders were so used to prosperity 
that a feeling might be engendered causing them to forget 
that the company had been through times of adversity. They 


Berry in the chair. Proposing the adop- | 


had been, and were going through, times of such difficulty 
of late that he could not help feeling the time might not be 
distant when the strong confidence of the shareholders would 
again be needed to help them tide over one or more years 
during which it might not be possible to produce those 
splendid results to which they had now become accustomed, 
and which therefore, to some extent, they expected. It 
would have been pleasant for him to have referred only to 
those things that pleased, but ut those meetings they had 
always endeavoured to give the shareholders such information 
as they could, and where it had Dben in any way possible to 
forecast results they had endeavoured to do so. They might 
remember that last year they started with 50 per cent. more 
work in hand in money value, or 30 per cent. more їп horse- 
power, than at the beginning of 1920. This year they started 
with, roughly, 60 per cent. less work in hand, calculated in 
horse-power, which would be still worse in money value, than 
they had at the beginning of 1921. Further, the work in 
hand would not carry with it the same ratio of profit which 
thev looked forward to last year. "The difticulties due to that 
shortage of work, magnified, as they were, by strikes and 
lock-out Moubles, could not be overlooked. Last year he gave 
the opinion that the next few years would test the capacity 
of captains of industry. Some of them hoped that adversity 
would bring the different interests in the ranks of industry 
much closer together, but they all knew that that was a state 
of affairs to be wished and worked for rather than one accom- 
plished. It appeared to him that the more active minorities 
whose business or avowed intention it was to work trouble 
between the different members of the various British indus- 
trial teams were having their own way far too much, and he 
feared that industry would not prosper as they desired untii 
its natural leaders were actually encouraged to lead. They 
were, however, well aware that the Stock Exchange fra- 
ternity were indicating in no uncertain way their belief in a 
return to comparatively good times. There were signs of some 
improvement in the heavier industries, but he would be 
agreeably surprised if the return to prosperity was 
sufficient to enable ordinary dividends of any appreciable 
value to be continued, at any rate, for the next year. Thus 
extremely bad times could be made to have their uses, and 
in a company such as theirs there was very much to do in 
the way of staff work and co-ordination of effort in connec- 
tion with other sections of the industry. The results of the 
past year were the results of a carefully thought-out poltey 
lovally carried out by their office and works staff. Unless 
their plans had been laid long ago with the greatest prudence 
they might even during the past year have found themselves 
with a heavy loss instead of record profits. Mr. T. Rowe 
se-onded the motion. which was unanimously agreed to after 
a short discussion of a congratulatory character. 


| The accounts for 1921 show gross in- 
Radio Corpora: come from Transoceanic communications 
tion of America. 3$2.138,626; gross sales, $1,465,920; from 
marine service, $553,298; total. $4,100.53. 
Deducting general operating and administration expenses. 
depreciation of plant and cost of sales, $3,762,231. the 
balance was $398,613, making with other income, $426.50, 
applied against amortisation of patents. The capital 
consists of 3,955,974 shares of 7 per cent. preferred 
stock of par value of $5 per share, and 5,732,000 shares ot 
common stock of no par value, against which there is equity 
of $12,039,607. or $2.11 per share for each share of common 
stock. No dividend was paid during the year 1921 on either 
the preferred or the common stock outstanding. The report 
states that the current liabilities have been reduced by about 
$930,000, and the current assets exceed current liabilities by 
nearly $4,000,000. During the year $3,000,000 was spent in 
extending plant and equipment, investments in which now 
total $12,702,086. Reserves for depreciation and obsolescence 
of plant and amortisation of patents amount to $2,318,155— 
Financial Times. 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under Rule 148a:— 

Fairbairn Lawson Combe Barbour.—131,530 new ordinary 
shares of £1 each,- fully paid, Nos. 918,471 to 1,050.00. 

Pennsylvania Water and Power Co.—$245.000 first mortgaze 
5 per cent. sinking fund gold bonds, 1940, Nos. 10,941 to 
11,185 ($1,000). j 

Stewarts & Lloyds.—8.070 deferred shares of £1 each, fully 
paid, Nos. 2.630,081 to £2,638,100. 

Application has been made to the Committee to allow the 
following to be quoted officially :—Mersey Power Co— 
£300,000 74 per cent. mortgage debenture stock. 

Direct United States Cable Co., Ltd.—The total income 
during the year ended March, 1922, was £45,224 plus £4.25 
brought forward. After providing for income tax, directors 
fees, and administration expenses, and paying a dividend of 


‚ 4 per cent. for the year, £3,916 remains to be carried forward. 


Practically the whole of the investments have been retained. 
and these have appreciated in value considerably during the 
year. 


City of Buenos Aires Tramway Co. (1904), Ltd.—Divi- 
dend of 1s. 3d. per share (being at the rate of 5 per cent. per 
annum), less tax, for the quarter ended March 3lst. 


i \ 1 
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Southern Brazil Electric Co., Ltd.—Meetings of the 6 
yer cent. mortgage debenture holders, 8 per cent. ten-year- 
note-holders and shareholders of this company were held last 
week, In London, at Winchester House, E.C., to consider a 
«heme of arrangement. | 

Мг. E. Н. TooraL, the Chairman, in moving the resolution 
at the meeting of the noteholders, said that at the rate of 
exchange now ruling they were only earning enough to meet 
te Interest on the issue of 6 per cent. debentures, and there 
хаз nothing over to continue their redemption. The cur- 
псу revenue was increasing satisfactorily, and the prospects 
cf a profitable expansion of the business were good. It only 
required @ rise in the value of the milreis to improve their 
motion, and, according to the general opinion of those con- 


versant with Brazilian affairs, a rise could be contidently. 


expected in the future. The motion was curried unanimously. 

The scheme was subsequently approved by the shareholders. 
The meeting of the 6 per cent. mortgage debenture holders 
was adjourned for 14 days as a quorum was not present. 


Madras Electric Tramways (1904), Ltd.—The gross 
protit for 1921 is £34,661. After debiting interest and London 
«re expenses, making provision for the debenture stock 
4nking fund, and transferring £10,000 to depreciation and 
renewal account, there remains £9,744, plus £5,556 brought 
forward. The preference dividend for the year, less incoine 
tax, absorbs £60,000, 5 per cent, free of tax is to be paid on 
the ordinary shares, and £6,436 is to be carried forward. The 
паће receipts and running expenses in rupees show decreases 
ul 13.5 рег cent. and 10.5 per cent. respectively on 1920. Тһе 
results for the past year were prejudicially affected by а 
strike which continued from January lOth to February 26th, 
aud by the general depression which prevailed in India. 
During the strike a service of motor-’buses was inaugurated 
and is still competing with the tramway. 


North of Scotland Electric Light and Power Co., Ltd.— 
Ihe report for 1921, to which we made brief reference in our 
issue of April 21st, shows that the connections in Montrose 
have increased from 1,743 kW to 1,849 kW, in Brechin from 
"А kW to 934 kW, and in Inverness from 2,346 kW to 2,513 
kW, making a total of 5,296 kW connected in the three towns. 
Ihe capital has been increased by the issue of 25,000 £1 cumu- 
lative 10 per cent. preference shares, which have all been 
subscribed for. The issue has enabled the directors to reduce 
the amount outstanding on loan account by £25,000. After 
providing for interest on debentures and loans, amounting to 
52,74, and making provision for income tax, amounting to 
£705 there remains £7,777, plus £634 brought forward. At 
the meeting held on April 26th it was resolved to pay a 10 per 
cent. dividend on preference shares, and а 14 per cent. divi- 
dnd (being the maximum dividend allowed under the Tern- 
jorary Increase of Charges Act) on the ordinary shares. £4,500 
is placed to renewal reserve account,and £786 carried forward. 


Arbroath Electric Light and Power Co., Ltd.—In the re- 
hort for 1921, which was adopted at the annual meeting held 
ast Friday, the directors stated that they proposed shortly to 
"ler to the public part of the new shares created in 1920 in 
order to provide for an extension of plant. A dividend of 8 
^t cent., less tax, on ordinary shares for the year, and an 
“опа! dividend of 1 per cent., less tax, on preference 
"res, making 6 per cent. for the year, were declared. The 
'eport showed profits amounting to £3,935, plus £1,080 brought 
in, less interest charges, and 5 per cent. preference dividend 
paid (£991). £1,000 is placed to reserve and renewals fund 
‘waking it £11,000), and, after payment of ordinary and addi- 
попа! preference dividends, £1,679 remains to be carried for- 
ward. The business is developing healthily. The number of 
nsumers has largely increased, and large sums have been 
‘ent on new mains. 


The A.E.G. in Danzig.—The A.E.G. Electricity Co. of 

Danzig, which has a share capital of 300,000 marks, reports 
het profits of 72,970 marks for 1921, as compared with 
11051 marks in 1920. The dividend is at the rate of 90 per 
"DL, as in 1920. Тһе outstanding debts amoupted to 
300,000 marks at the end of the year (15,140,000 marks in 
9), while the creditor account reached 8,870,000 marks 
(2,510,000 marks). 


Gateshead and District Tramways Co.—Total revenue for 
!?1, £141,803. After deducting all expenses, including £3,000 
Provision for renewals, the balance is £43,818, plus £2,018 
brought forward. There is put to sinking fund for redemption 
« mortgages £3,173; 6 per cent. 1s paid on the 6 per cent. 
preference shares and 5 per cent. on the 5 per cent. preference, 
alw 10 per cent. on the ordinary, leaving £22,407 to carry 
forward, Capital expended during the year, £49,416. 


Dawlish Electric Light Co.—At the annual meeting on 
April 7th, Mr. F. G. Avant, the chairman, announced a bal- 
ince of £824 on the year’s working. The directors advised 
the distribution of a dividend of 5 per cent. The Chairman 
sud that only £7,000 0f the £10,000 capital had heen taken up; 
the balance was needed to improve the company's position. 


Mexborough and Swinton Tramways Co., Ltd.—The 
‘rectors announce a dividend of 24 per cent., free of tax. 
г) Is put fo reserve and renewals account; £245 is written 
of furniture. fittings, plant, &c.; £500 is put aside for income 
tax; and £246 carried forward. 


Craigpark Electric Cable Co., Ltd.—For the year ended 
March, 1922, there was à net protit of £19,054 (after providing 
for Corporation Tax), plus £2,160 brought forward. Ít is pro- 
posed to put £2,000 to depreciation of buildings and ma- 
chinery, and £2,000 to reserve; the preference dividend 


, of 6 per cent. for the year requires £2,850: а dividend of 


124 per cent. is to be paid on the ordinary shares (£4,687), 
leaving £2,676 (subject to directors’ fees) to carry forward. 
The coal strike compelled the company to shut down for six 
weeks, and trade depression which followed resulted in short 
time having to be worked for months thereafter. Meeting, 
Glasgow, May 5th. : 


Great Northern Telegraph Co., Ltd., of Denmark.—For 
the year 1921 the directors recommend the distribution of a 
total dividend and bonus of 22 per cent., including the 5 per 
cent. already paid, transferring £33,333 to the reserve and 
renewal fund; £55,556 has been allotted to the pension fund. 
It is further proposed to set aside £222,299 for extraordinary 
taxes, and to carry forward £302,679 to 19%. The general 
meeting will be held at Copenhagen on June 30th. 


Calcutta Electric Supply Corporation, Ltd.—The net 


revenue for 1921 was £216,977, against £213,334 for 1920. The 


total dividend on the ordinary shares is 10 per cent., with a 
bonus of 1 per cent. 


English Electric Co., Ltd.—4 dividend of 6 per cent., 
less tax, on the ordinary shares for 1921 is recommended. 


_ Hart Accumulator Co., Ltd.— Dividend 11 per cent., sub- 
Ject to tax, on the crdinary shares. 


STOCKS AND SHARES, 


TuEsDAY EVENING. 

THE Stock Exchange is used to taking its Budgets and its 
pleasures with equal philosophy. Consensus of House opinion 
declared that Sir Robert Horne's concessions were no more, 
though considerably less, than might have been expected. 
They are read by the investment markets much in the 
same way as anything else is which assists in the direction of 
lower taxation. They are obvious links in the chain of the 
Government's determination to reduce money rates in order 
0 ip the costs of living, and, if possible, to stimulate 
rade. 

Upon the securities, the dividend on which is paid free- 
of-tax, the income tax proposals had little, if any, direct in- 
fluence. Certainly the cable group 18 no weaker, although 
some of the stockholders in the Eastern circle of companies 
were rendered a little uneasy in advance of the announce- 
ment. To work out the actual difference, a yield of 5 per 
cent. on the money with tax at 6s. in the pound is equivalent 
to £7 2s. 6d. gross, while with a 5s. tax, the return is equal 
to £6 13s. 4d. per cent. The latter, which can be obtained 
from the Eastern stocks—Globes, Western. Eastern Exten- 
sion and Eastern—is high enough to attract investment 
money at a time when banks pay only 2 per cent. on deposit. 

The spectacular market amongst electrical issues is that 
for the various Marconi shares. Radio ordinary, the old- 
American Marconis, suddenly jumped from 168. to 26s.; the 
preferred moved more quietly, from 14s. to 16s. 6d. Both 
reacted from the best. American buyers have been in the 
field, on the idea that the recent wireless conference in the 
States has eliminated competition, and opened the way to 
vigorous new developments. Marconi, parent, shares went 
over 50s. before giving way to 2 7/16 as the inevitable profit- 
takers came into the market. Canadian Marconis went up 
to 12s., and held most of their advance. The rise in Radios 
does not let out at a profit most of the British holders of 
American Marconis, but the market has been so dead, for a 
couple of years past, that the present flutter of excitement 
is extremely welcome. 

Last week's remarkable series of rises in Mexican and 
other foreign utility-traction descriptions has been well main- 
tained. It dislodged but little stock, holders of Mexicans 
preferring to await the next turn in the financial wheel re- 
volving at Washington. Mexican Light & Power issues are 
higher. Visitors from Vancouver, staying in London on semi- 
official business, have spoken cheerfully on the subject of 
the British Columbia Electric Railway, and the demand for 
the stocks is not surprising. Anglo-Argentine Tramways first 
preference are being exchanged by some people for the same 
company's Seconds, upon which there are heavier arrears 
of back dividends to come. Canadian Electric bonds are 
better, would-be buyers insisting that prices should be marked- 
up when bids fail to produce any supply of stock. 

In the electric supply shares, City Lights are better at 
38s. 9d., St. James's rose to 83, and Westminsters to 74. Met- 
ropolitan preference are harder at 31, but the County of Lon- 
don ordinary at 25s. are a trifle easier. The manufacturing 
group shows a good deal of strength. the feature being & 
rise of 7s. in Crompton ordinary. which has taken the price 
to 22s. Edison debenture at 63 is a point to the good. and 
Electric Constructions hardened to 95s. Last week's rise of 
6s. in English Electrics has served to bring in a few sellers, 
and the price has gone back to 13s. 9d. General Electric 
ordinary are lower at 23s. 3d., but the preference at 22s. 3d. 
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are decidedly better. India Rubber shares advanced to 15s., 
and British Aluminiums hold their rise of the previous week. 

The railway market is generally better. 
come bonds advanced to 78}; Metropolitans and Districts are 
both 10s. higher. Underground £10 shares at 24 are è up, 
though the * A " shares at 6s. 6d. have given way а trifle. 
The speculation which sprang up a few weeks ago in the 
Contingent Certificates of the company has died down, and 
the price of these is now about sixpence. London Electric 
Railway shares are better at 4. East Londons have gone 
back a trifle, owing to a diminution of interest in the stocks. 

Dealings are expected to begin in River Plate Electricity 
new shares during the course of this week, and the market 
will probably open on the basis of 20s. to 22s. Other new 1s- 
sues are maintaining their prices, and the holders decline to 
sell their stock (except in those cases where there are stale 
stags about), owing to the difficulty of replacing good in- 
vestments with others at prices that yield respectable rates. 
Whitehall Electric debenture is now fully-paid, and stands 
at 874—a discount of 4 per cent.; the preference shares at 
18s. 6d. are 1s. 6d. discount. 

There is nothing much doing in the Rubber market, al- 
though trade in the produce is said to be reviving with Ger- 
many. The armament shares are better, an abrupt rise in 
Vickers drawing attention to the group as a whole. The iron 
and steel market remains dullish, under the influence of the 
engineering lock-out. This, together with the situation which 
has developed at Genoa and various other disturbing factors 
abroad, are neutralising in the Stock Exchange markets any 
favourable effect which might otherwise have beén produced 
by reduced taxation announced in the Budget. 


SHARE LIST OF ELECTRICAL COMPANIES, 
Номи ErnmoTRiICITY COMPANIES, 
e Dividend. Price 


s~. May, Riseor “Yield 
1920. 1921, 1942. fall. p.e. 
19 13 А ав 0 


Brompton Отау oe ee T Th PER 0 
Charing Cross Ordinary ө ee 8 9 sf — 7 40 
do. do. do. 43 Pref. ee 43 43 co 6 4 2 
Chelsea ee ee ee ee es 6 6 54 Da 5 9 1 
City of London .. is vs со li 14 li 238 746 
do. do. 6 per cent. Pref... 6 6 91/- — 614 9 
County of London .. .. we B B 1l — ts 6 8 0 
о. do. 6 per cent, Pref... 8 6 1 — 6 0 0 
Kensington Ordinary .. жоо e 9 10 6g — 711 0 
London Е1есќгіс.. - .. T 2à 4 lH — 728 
do. do. 6 per cent, Pref... 8 6 4g sand 6 9 9 
Metropolitan  .. es es е 1 1 a — 616 7 
do. 4 per cent, Pref... 43 44 B + À 6 0 0 
St. James’ and Pall Mall ee .. 12 12 Bk +È 7178 
South London .. 2s x v 1 1 8 — 8 7 0 
South Metropolitan Pref.  .. T 1 1 1 — 6 4 5 
Westminster Ordinary.. oe .. 10 10 7% + 704 
| TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pret. .. T oe 6 6 103 +1 516 6 
do. el. ee ee oe 13 84/3 93 + { q lt 6 
Chile Telephone ee өө өө 6 + 416 6 
Cuba Sub. Ord. .. oe е q 1 84 — i 848 
Eastern Extension .. «of of 10 10 19% + ф 6 8 8 
Eastern Tel. Ord. ee oe ee 10 10 1944 — 1 6 210 
Globe Tel. and Т. Ord. an .. 10 10 193 — 6 8 8 
do. do. Pref, ee ee 6 6 113 — 6 7 7 
Great Northern Tel, .. sie .. 72 94 81 — 4 714 0 
Indo-European .. oe ee „ 10 10 404 +24 6 8 5 
Marconi .. ee oe ee eo 95 15 2/. + va 6 8 0 
Oriental Telephone Ord. .. ee 19 19 24 — *5 18 0 
United R. Plate Tel. .. ae . 8 8 72 +} *5 86 
W est India and Panama es ,.. Ni Nil bI- — Nil 
Western Telegraph .. ef co 10 10 198 — о 8 8 
Нома RArILS. 
Central London Ord. Assented... 4 4 66 = 6 18 
Metropolitan... жа ee oe 1$ 2% 414 +4 6 8 Б 
о. District . А „ МО 1 814 + À 218 0 
‘Underground Electrio Ordinary .. Nil Nil 93 +3 Nil 
do. do, А ee МІ Nil 6/8 — 6d. Nil 
do. do. Income.. ө» 3 4 788 +1 * 2 0 
FonziIGW Trams, &о, ; 
Anglo-Arg. Trams, First Pref, se 1 88 — 719 
fio. ы do. 2nd Pref. - Na oe 4 == 617 6 
do. do. брег cent. Deb. 5 6 B43 +1 518 4 
Brazil Tractions is si. .,,A^WNl Nil 49 —1à Nil 
British Columbia Elec. Rly. Pfoe... 6 б 7l — 6 9 0 
do. do. Preferred .. Б 99- 18 — *6 610 
do. do. Deferred .. B 124/- 754 —1 *8 4 B 
do. do. Deb. ES 43 n 78 +1 616 6 
Mexico Trams. 6 per cent. Bonds .. Nil N 70 — — 
do. до. в percent. Bonds., Nil Nil 86 +1 Nil 
Mexican Light Common ев ee Nil Nil 23 49 Nil 
do. Pref. .. T ee МІ Nil 54 + Nil 
do, lst Bonds .. oe NI 6 744 — 814 8 
i MANUFACTURING CoMPANIBS 
Babcock & Wilcox  .. e. оо 16 16 8 — 66 8 
British Aluminium Ord, ee ee 10 10 — — 
British Insulated Ord. oe oe 16 16 ) == 15 7 14 10 
Oallenders р eo "T ee 15 16 2 — 710 0 
3 Pref. [12 eo ee 64 61 là A Б 15 7 
Orompton Ord. .. oe өө eo 10 10 29[- +7/- 9 110 
Edison-Bwan eo ee ee ee 10 — 67- — m 
do, do. брег cent. Deb. ee 5 Б 63 +1 718 9 
Blectric Construction .. ee ee 10 10 1i 41/8 в о 0 
English Electric oe - ee В В 18.9 — 4 11 12 10 
do, Pret. ce ee oe 6 6 á == 6 17 2 
Gen. Elec. Pref... oe eo ee у б 228 4-1/6 5 18 10 
do. Ord. ee ee ee oe 10 10 21,3 —1/- 8 19 0 
Henle . ee ee ea 15 15 94 — 7 1 а 
do. 4 Pref. ee oe ee ee 44 43 4+ ers 6 6 0 
India-Rubber .. äs сё . 10 — i + x — 
Met.-Vickers Pref, са be as 8 8 9 m 614 9 
Blemene Ord, "Y ee ee ee 10 10 97/6 — 7 b Б 
ee 20 20 952 +43 *4 14 6 


Telegraph Qo sce ee ee 
| * Dividends paid free of Income Tax, 


4 
Underground In- 


. establish these publications in all the large factories мА 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances. 


Wednesday, May 3rd. 


| Latest Fortnigtt's 
CHEMICALS, &o. | Price. | Inc. or Deo. 
а Acid, Oxalio .. os M ee perlib.. 82d. 
„а Ammoniao Bal "T as .. рег ton £65 
a Ammonia, Muriate (large orystal) ú | &58 
а Bisulphide of Carbon wa 5% j be а 
а Borax .. ee ee ee ee " £30 | 
а Copper Sulphate &% és T ii £21 ; 
а Potash, Chlorate .. Ys .. per lb. 6d. to 54d. i 
a. Perchlorate е ji 1id. T 
а Shellac .. T a 28 .. per owt &1v 68. З 
а Sulphur, Sublimed Flowers © " £18 
a м Lump ee ee os [T] £11 
a Soda, Chlorate ee ee ee per lb. d. 
а , Crystals as ae .. рег ton 7 
a Bodium Bicohromate, casks ‚, per lb, bid. 
METALS, 4o. 
b Aluminium, Ingots.. s .. per ton £190 us 
" Wire .. sò .. per lb. 1/9 to 2/6 ee 
b y» Sheet .. © ws 35 1/6 to 2/- я 
р Babbitt’s Metal and Anti-friction Metal— 
Gradel .. ee e» рег ton nef £147 
Grade II .. a sz » " £106 
Grade III .. RT ар íi i £62 T 
c Brass (rolled meta! 9" to 19" basis) per Ib. 8:4. 4d, dec. 
с » Tubes (solid drawn) sè й 1134. vo 113d. 
с , Wire, basis .. 5 ee "i fed. id. de 
c Copper Tubes (solid drawn) ae í li 
€ н Bars (best selected) .. per ton £838 | 
e м Bheet ees ee ee oe м £83 
с м Rod ee ee ee ee м £83 
d „ (Electrolytic) Bars zs » £66 10s. | 
d n й Sheets ws м #145 10s. 
d « Wire Rods.. , £76 10s. | 
а н м H.O. Wire. в рег lb. 9а. ' 
f Bbonite Rod .. oe ee as " 8/6 
f м Sheet. ° ee ee ee 1 8/- ' oe 
ү | German Silver Wire a ee » 2/6 oe 
В Gutta-percha, fine .. «se oe " 12/6 is 
h India-rubber, Para fine .. oe н 10;а. М. inc. 
i Iron Pig (Cleveland Warrants) .. per ton Nom. xd 
1 м Wire, galv. No. 8, P.O. qual. » £77 oe 
g Lead, English Pig ee ee ee ry #25 | £1 inc. 
g Mercury a 5 oe .. рег bot, | £10 15s. to £11 | * 
e Міса (in original cases) small .. per lb. 8d. to 3J. l 
0 » "e š monum. н 10; 4- о a 
© ^» ” arge ee - to = 
p Phosphor ‘Bronze, plain castings., Mu > 
p ‘i » drawn bars and rods и 1/8% 
p РА » rolled strip & sheet » 1/33 
p " " ire... m oe " 1/3 
o Platinum s ve es ee рег oz. £19 10s. 
d Bincium Bronze Wire oe ee per lb, lni | 
г Steel, Magnet, in bars ‘is a н 1/- | T 
n Tin, Block (English) .. >. Porton | £150 to £151 З08.401-4к 
m 4, Wire Nos.1$016 ..  .. регі, 8/- EE 


Quotations коррнеа by— 
a G. Boor & Co. g James & Shakespeare, 
b ‘Lhe British Aluminium Co., Ltd. А Edward Till & Oo. 
с Thos. Во! оп & bons, маа, i Bolling & Lowe. 
d Frederick Smith & Co, 1 Richard Johnson & Nephew, L4. 
ө Ё'. Wiggins & Sons. п Р. Ormiston & Sons. 
f India-Rubber, Gutta-Percha and o Johnson, Matthey & Co., Ltd. 
Telegraph Works Co., Ltd. p C. Clifford & Son, Ltd, 
r W. F, Dennis & Со. 


The British Association.—7/e Times states that ` 
Charles Parsons has conveyed to the Trustees of the Вг 
Association a gift of £10,000, which is placed unreservedly 1 
the disposal of the Council. | 

The Association applies its funds most efficiently, but 8 
never well.provided in this respect; consequently this geut 
ous gift will be heartily welcome, and will relieve the Tru-tes 
of the burden of anxiety under which they have been last 
ing lest the activities of the Association would have to bu 
curtailed. Since its foundation in 1831, the British Asso 
tion has made grants in aid of research exceeding £75». 

This is the largest donation the Association has received 
for many years. Ө 


Factory Magazines.—More than 60 editors of кол 
magazines or ‘‘ factory newspapers ” attended the Conferene 
of Works Editors at the offices of the Industrial Weise 
Societv on April 28th. This was the second conference d 
the kind organised by this society, and the enthusiasm of tr 
delegates augurs well for the future of the movement © 
workshops in this country. It is very clear that шаш" 
of this kind, if well edited and organised, will prove a valus * 
stabilising influence in industry. They form a common pit 
form, where all sides can voice their views; they help е2 
side to appreciate the diffienlties of the others; they apum 
interest in the most mechanical operations; they develop thi 
spirit of good-will which is essential to the real efficient} 
industry. 
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П. 
TEN Iv common with all other practical applications of electri- 

city, the electric furnace has been developed to a remarkable 
i degree during the past ten years. The possibilities of the 
electric furnace were first seriously considered by Sweden, a 
юшту which, while possessing large iron-ore deposits, 
had insufficient coal for their treatment, but which was en- 
. wed with a means of generating electricity cheaply—its 
- extensive water-power. One of the first Swedish furnaces, 
the “ Jern-Kontoret," was described in the ELECTRICAL RE- 
vew of July I2th, 1912, and we give below some details of 
i modérn furnace made by Electro-Metals, Ltd., which em- 


ц Ес. 1.—GENERAL ARRANGEMENT OF 3-TON FURNACE. 

"^ \ 

€ 14 3 

* dies most of the principles of the Swedish prototype, but ` 

including developments which have taken place mainly in 
Great Britain. | 


is This furnace is of the conducting hearth type, and operates 


'^ on two-phase, low-pressure alternating current, obtained 


wo ietither from a transformed h.p. two-phase supply, or, by way 
im of Scott-connected transformers, from a three-phase supply. 
;., The magnetic field set up by the combination of the two 
ites, provided between carbon electrodes and the hearth, 
mparts a circulation to the charge ensuring uniform heating, 
Which is of special advantage in the melting of special alloy 
= dels owing to the different densities of the materials 
"ployed. To make the system a success it is jim- 
югќапё that not only should the furnace. itself be cor- 
у eetly proportioned and strongly constructed, but also that 
„. Me best possible control of electrodes and tilting methods 
“should be provided. 
" Тһе hearth of the Electro-Metals furnace is elliptical in 
2 Man, the axes of the ellipse at the surface of the bath being 
.. © proportioned that the radiation from the two arcs gives 
^ qual temperatures all round the periphery, resulting in even 
© melting. The furnace bodies are of heavy steel plate with 
. ongitudinal and transverse bracing, and the refractories are 
.lesgned with a view to both strength and small radiation 
-' 0sses, As the regulation of the load is effected by the raising 
^X lowering of the electrodes, the control gear has to bà 
-> lesigned to ensure accuracy and ease of adjustment. The 
veight of the electrode, with its contact clamp. copper leads, 
_ "d supporting carriage, is considerable; accordingly, in order 
..9mmimise the power required for hoisting, a counterweight 
.. 3 introduced which travels in the opposite direction to the 
-- Jectrode. -This counterweight is adjustable so that Ithe 
© Neights of varying lengths of electrode are compensated, and 
he total counterweight is so arranged as to require slightly 
^ $$$ power to raise than to lower the electrode. This en- 
7^, шез rapid reduction of overload and gradual motion when 
- floving the electrode down to make contact with the charge. 
+: 0 furnaces of less than three tons capacity the electrode op- 
"ation is done by hand; in the larger sizes motors, operated 
^ X automatic control gear, are employed. In the latter 
^ "se auxiliary hand control is.also- provided in case of the 
." allure of the motors for any reason. Two ammeters are 
> mounted at the back of every furnace to enable ap operator 


NM . THE ELECTRO-METALS STEEL FURNACE. 


to regulate the hand controls. Every electrode carriage is 
suspended from two steel ropes, so that in the event of a 
rope breaking the electrode is not dropped into the charge. 
The half-ton and one-ton furnaces are tilted by hand. Bevel 
and worm gears, operated by a large hand-wheel, actuate a 
pinion which engages with a gear segment at«the opposite 
side of the furnace, giving a forward tilt of 30 deg., and a 
backward tilt of 5 deg., from the vertical. These small fur- 
naces rest on ball-bearing rollers, and as the load is balanced 
a very small effort is required to tilt them.. The larger 
sizes have motor-driven tilting gears, situated behind and be- 
low the furnace. The motor is operated by means of a tram- 
way-tvpe reversing controller arranged for dynamic braking 
when the motor supply is d.c.; a.c. motors are fitted with 
solenoid-operated brakes. An enclosed chain drive. trans- 
mits the power to the tilting gear, which is mounted on 
trunnions to enable it to follow the angle of 'tilt, this sleeve 
being cut as an internal worm. By its rotation the long 
duplex helical rack is moved outwards or inwards. This 
rack, being connected to the furnace body by a special swivel- 
ling cross-head, pushes the furnace over, or draws it back 
to its normal position. Fig. 1 is a side elevation of a 3-ton 
furnace, showing the electrode and tilting gears. The elec- 
trode holders are designed to obviate water cooling. The 
copper contact strips round the electrode are pressed against 
its surface by means of a chain link belt. Ample contact 
area is allowed and the grip is made by means of a steel 
screw with swivel nuts. The chain belts are fastened at 
the back to a bronze casting, in order to break the magnetic 
circuit around the electrode, the casting in turn being se- 
cured to the electrode carriage. Surrounding the electrodes 
at the roof openings are combined water coolers and elec- 
trode economisers, the construction of which is shown in fig. 
2. The bronze water cooler rests on the brick roof, and 
serves to protect it at the point at which it is subjected to 
the greatest heat. The economiser consists of four sealing 
rings, each composed of three hollow cast-iron segments. 
These rings are so shaped that they tend to slide one over 
the other, making contact with the electrode and preventing 
smoke and flame issuing from the electrode openings. Ав 
a result the portion of the electrode above the roof is kept cool 
and does not burn away, and the electrode does not taper. 
The external electrical equipment plays an important part 
in these furnaces. Furnaces of three tons capacity or 
over have two totally-enclosed motors for the operation of 
the electrodes, these motors being automatically controlled. 
Where direct current is not available, a small motor-gene- 
rator set is necessary as up to the present no really satis- 
factory system of automatic control has been devised for 
a.c. electrode motors. The switchgear for the control of the 
h.p. supply to the transformers is usually enclosed in. a 
sheet-steel cubicle, and consists of a knife-pattern isolating 
switch interlocked with a main oil-break switch, suitably 
protected by an overload relay and trip gear. Furnaces of 
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more than 10 cwt. capacity are arranged with a choice of 
two or more secondary voltages and a selector switch is pro- 
vided. The transformers themselves are oil-immersed; the 
larger sizes are water-cooled. The secondary windings are 
brought out in the form of heavy copper bars, interleaved to 
reduce induction losses. . | 

Electro-Metals furnaces of three tons capacity and upwards 
are equipped with the '' Watford " system of automatic con- 
trol for the electrode operating motors. The control gear 
is mounted in totally-enclosed, cast-iron pillars, one for each 
electrode, with protected glass doors. The automatic control 
is governed by the current from the secondary winding of a 
series transformer mounted around the low-pressure leads 
to the electrode. Small variations in the current are dealt 
with by the current regulator which imparts a series of small 
impulses to the electrode motor. When a considerable varia- 
tion in the load occurs, however, a superimposed voltage con- 
trol is automatically brought into operation, giving a continu- 
ous motion to the electrode motor which results in a rapid 
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restoration to norinal load. Auxiliary contacts on the regu- 
lators cause dynamic braking of the motor armature as soon 
as the power supply to the motor ceases. A drum-type con- 
troller for hand operation 1s also fitted. Limit switches are 
provided to prevent the over-travel of the electrodes, and a 
further feature provides for the automatic raising of the 
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Fic. 3.—CROSS-SECTION OF HEARTH, SHOWING MATERIALS USED 
IN CONSTRUCTION. 


electrodes clear of the charge, in the event of the main oil 
switch being tripped on an overload, preventing the pos- 
sibility of closing the main switch on a load. 

The bearth current, after passing through the conductive 


lining, is collected by means of a mild steel casting, placed 
below the hearth and continued up behind the back wall of 
the furnace, passing out through the back plate at a point 
above the level of the liquid charge. Fig. 3 1s a cross-section 


Fic. 4.—An INSTALLED 14-TON FURNACE. 


through a typical furnace, and the materials used in con- 
struction are indicated. 

Fig. 4 is an illustration of a 14-ton Electro-Metals furnace, 
installed at the works of Messrs. Sutherland, Ltd., Belfast. 


THE SWISS FRANC AND GERMAN MARK. 


A DEPRESSING account of Swiss economic conditions is pre- 
sented in the report which has recently been issued by the 
Department of Overseas Trade (1s. 9d.), from the pen of H.M. 
Commercial Secretary, at Perne (Mr. J. Picton Bagge). 

It depicts the situation up to December last and, unfortu- 
nately, little improvement has since taken place. Then every 
branch of industry was suffering. Over 20 per cent. of the 
factory hands were entirely without employment, whilst a 
further 13 per cent. were only partiaily employed. ‘Taxation 
and high cost of living are credited with part responsibility. 
Industrialists contend that farmers are unduly favoured, while 
the latter plead that without tariff protection they would be 
lost. ‘The Government's task of holding the balance ba- 
tween the two parties is made more difficult by the deficits 
in the Federal Budgets. 

The state of the machine industry is 
portraved by the state of unemployment. 
At the beginning of 1920 there were 53,575 


Machine 
Industry. 


workmen employed by the 178 firms 
forming the Union of Swiss Machine Manufacturers. On 


the 21st of November, 1921, 13,000 of these had been dis- 
missed. Of the remaining 40,000. only about 18,000 are 
fully employed, whilst the remainder are working reduced 
hours to the extent of 30 to 50 per cent. In consequence of 
the high rate of exchange of the Swiss franc, exports are 
greatly reduced, whilst French locomotive orders have ceased 
owing to the need of keeping French works occupied. Swit- 
zerland's severest competitor, namelv, Germany, is able to 
undersell Swiss manufacturers by 70 per cent., owing to the 
high-internal purchasing power of the mark. At the pre- 
sent moment, says the report, the German manufacturer 
can buy his raw ,material for one-third and even less of the 
price paid by Swiss manufacturers in the world’s markets, 
whilst his wage bill is about one-tenth of that of the Swiss - 
producer. 

Swiss machine industries are dependent on the welfare 
of other countries, for the home market can only eonsume 
about 25 per cent. of the production. A stabilisation of the 
German rate of exchange would materially contribute to a 
revival. | 

Trade depression has had its usual effect on. labour, and 
at the date of the report (December) there were no strikes or 
lock-outs. 

With regard to wages, including bonus for the rise in the 
cost of living, they were as follows at the beginning of the 
year :— ' | 
. Ет. per hour. 
For skilled workmen 1.90 
For workmen's assistants 1.58 
Average for adult workman... - 1.76 

(1914 65.8 centimes). 


Since then the cost of living bonus has been reduced by 
half. making a reduction of 8 per cent. in the wage bill, in- 
cluding bonus. А further reduction may be expected in 
the near future, by which it is hoped to bring the cost of 
production down to a sterling basis competition level. Com- 


petition. with France will scarcely be possible until the ex 
change on France rises to fr. 50. 

A possibility to be faced is the transfer of Swiss industries 
to neighbouring countries under the pressure of present con- 
ditions. Should the factories be transferred to other countries 
a number of the better workmen would also emigrate. S. 
far no appreciable movement has been made in this direc 
tion, but it is impossible to foretell what the future mu: 
bring. 

The balance sheets of many machine and metallurgical firm 
show the gravity of the present position. The fall in tb 
cost of living, with consequent reduction in wages, mu. 
however, enable the Swiss manufacturer to compete onw 
more. In this he will also be favoured by the great decreay 
in the price of coal, of which, owing to: stocks on hand, be 
has not yet been able to avail himself. 

The following tabie shows the most important imports oi 
machinery during the first nine months of the year 19%. 
TA аы to the same period of 1920 (the latest figures aval: 
able) :— 


Imports (in tons). : 
А 1921 19%) 
(9 months). (9 months. 
Parts of machinery ... бы 2.685 4.323 
Steam boilers 49 „Ж 1,442 2,212 
Spinning machines 605 840 
Weaving looms 415 911 
Knitting machines iss 189 345 
Embroidery machines am НЕ 5 617 
Sewing machines " 887 1.08 
Agricultural machines 2.098 9,827 
Dynamo-electrie machines 418 00 , 
Machine for the manufacture of paper 1,958 WI os 
Machine tools fad | 3,472 9235 , 
Machines for the preparation of 
food-stuffs  ... ae 4 us - 738 1,351 


It will be seen that the only increase in machinery m- 
ports relates to dynamo-electric machines and to machimer 
for the manufacture of paper. the figures being respective!” 
418 tons (292 tons), and 1,258 tons (817 tons). No less thar 
329 tons of the former article was imported from Germany 
. (252 tons in 1920), 49 tons from France (10 tons), 18 tons 
from Norway (nil), six tons from the United States (12 tons. 
and three tons from Great Britain (two tons). Germany was 
also the principal supplier of machinery for the paper-making 
industry and furnished 1,924 tons out of a total of 1,255 tons. 


The electrification of the Federal Rail- 
Electro- Technical ways has given good employment to this; 
Industry. industry, but the general difficulties а 
to-day have had their effect on the exp 
trade, for which the factories mostly work, Some of t 
large factories export as much as 80 per cent. to 90 per cent 
of their production. Foreign competition has been much felt} 
in both the home and foreign markets, and so severe did J 
become as regarded accumulators, cables, incandescent lamps: 


н ee 


Vol. 90. No. 2,319, May 5, 1922.] 


THE ELECTRICAL REVIEW. 


641 


and lamp stands that the import of these articles has been 
restricted. 

The high cost of production is another factor that mili- 
tates against successful Swiss competition. The reasons 
given for this high cost of production, apart from high wages 
necessitated by the high cost of living, are the reduction of 
weekly hours of work to 48 and a decrease in the desire to work. 
It is felt that this can only be overcome by the establishment 
of closer and better relations between employers and em 
ployed. | 

Swiss manufacturers express the hope that, provided they 
сап effect reasonable reductions in the cost of production 
the high quality of their goods will enable the industry to 
maintain its markets. 

As regards exports, dvnamos and electrie motors occupy 
the principal place, and an increase is recorded as con- 
pared with 1920. The respective figures are :--IO1, 5.459 
tons (fr.32,467,000); 1920, 5.046 tons (r.30.939,000). France 
was the chief client with 1,264 tons. Other importers were Bel- 
gium (700), Spain (618), Norway (538), Great Britain (360), 
Holland. (327), Dutch East Indies (257), Japan (175), China 
(105). The loss of the Russian market is much felt in this 
item. 

The export of electric meters was considerable and aincunted 
to 397 tons (fr.7.483.000), Great Britain and Belgium each im- 
ported 71 tons, whilst France (63). Italy (43). and Czecho- 
Slovakia (33) were also buyers. Other markets were Australia, 
Japan, Brazil, Chile, and Holland. 

The export of telephone instruments, cables, фе. was very 
small, for the factories work principally for the home market. 


Incandescent lamps found a good market in Italy (64 tons). 


The total export was 106 tons, valued at 3,947,000 francs. 


The ‘construction of electric locomotives has made much 
progress, and very powerful machines have been built to the 
order of the Federal Railways. ‘Three locomotives were ex- 
ported to Peru. 

With the 


exception of locomotives 


Machinery (1.081 tons as against 695 tons), spinning 
Exports. machinery. (1,838 as against 1.542), kmit- 
ting machinery (41% tons as against 394 

tons), dynamo-electric machinery (as shown above), and 


hydraulic machines and pumps (4,301. tons as against 2,447 
tons). exports belonging to this category of goods have de- 
chned considerably. It may be of interest to note that out 
of the 37 locomotives exported by Switzerland, 11 were pur- 
chased by Austria, LO by Spain, 5 were shipped to East Africa, 
and 9 to the Dutch Indies. Oniy three electric locomotives 
were exported (as against one in 1920), all of them being 
shipped to Peru. 

The principal purchasers of hydraulic machines and pumps 
Were Spain (1.097 tons—382. tons}, Japan (1.065. tons—9231 
tons). France (TOT tons—832 tons), and Great Britain (271 
tons—156 tons). 

Striking decreases are observed with regard to ex- 
ports of machine tools (2,007 tons—6.537 tons), machine tools 
for the preparation of foodstuffs (2,140 tons—3,590 tons), gas 
and petroleum engines (3,048 tons—6,088 tons), steam boilers 
(1.744 tons—2.524 tons), embroidery. machines (1,039. tons— ° 
4.212 tons), agricultural machines (215 tonis-—401. tons), and 
printing machines (304 tons—492 tons). 


— 


ARGENTINA AS A MARKET FOR ELECTRICAL MATERIAL. 


Ix а report to the Department of Trade and Commerce at 
Ottawa, dated January 17th last, Mr. B. S. Webb, the Cana- 


dian Trade Commissioner at Buenos Aires, gives a good deal - 


of useful information with regard to the market in. Argentina 
for electrical material. During the year 1920, imports were 
worth approximately $4,700,000, reckoned according to 
otticially assigned values at 1906 prices, or more than double 
that amount at existing prices. German manufacturers for- 
merly supplied Argentina with one-half of her requirements 
in electrical material, one-third of the trade going to the 
United Kingdom, and about 5 per cent. to the United States 
and Italy respectively. During the war an increasingly large 
share of the trade was secured by United States manufac- 
turers until the year 1917, when half of the goods imported 
were of American manufacture, the United States thus re- 
placing Germany rather than England or Italy in the Argen- 
tine market. Since 1917 no detailed statistics have been avail- 
able regarding the origin of nnports, though it is well known 
that the hold of the United States on the market has been con- 
siderably relaxed. 

The Argentine market for clectrical material is a highly com- 
petitive one, foreign manufacturers evidently using ib as an 
outlet for surplus production. That electrical material is sold 
in Argentina, if not at cost, at least on a very small margin 
of profit, is apparent from the following examples of close 
c.f. Buenos Aires prices: a porcelain two-pin surface recep- 
tacle, with plug, at 8/10 cents Canadian; a flush wall 
receptacle at 42/60 cents; a Bergmann surface switch at 
Scents; a H-H type switch at 21 cents; a flush wall switch at 
44/64 cents. Although there are a few cases in which manu- 
facturers ship to their representatives on consignment (and 
this mostly applies to incandescent lamps), business in elec- 
trical material 1s usually carried on through manufacturers’ 
representatives who call on importers, book orders for goods 
-to be shipped direct to the importer and paid for on the terms 
which his credit rating entitles him to receive, ranging from 
cash against documents to delivery of documents against 
acceptation of drafts of from thirty to ninety days’ sight. 
In addition to the manufacturers doing business through local 
agents, the large electrical combinations known as the General 
Electric Co. (ESA), the Western Electric Co., the English 
Electric and Siemens Co., and the General Electric Co., Ltd. 
(London), operate branches in Argentina, carrying stocks 
from which the wholesale and retail trades and consumers are 
supplied; the Metropolitan-Vickers Co., Ltd., is reported to 
be about to begin operations. It is estimated that there are 
some 3,000 dealers in electrical material in business in Buenos 
Aires, Rosario, Cordoba and Bahia Blanca, of which number 
113 possess a credit rating entitling them to be considered as 
Importers. 

len years ago the trade demanded German types of acces- 
sories, but during the war, German electrical material being 
unobtainable, dealers were obliged to stock American goods, 
with the result that the consumer, through force of circum- 
stances, has now become accustomed to comparatively high- 
grade accessories of American and English manufacture. In 


all new buildings wiring is carried in buried steel conduits, ` 


and flush wall receptacles and flush switches are used in place 
of the old surface types. Certain well-known American types 
of fittings are-now considered as standard types, and it is a 
significant fact that, while German fittings are again being 


offered in large quantities and at very low prices, the types 
ollered are better than those supplied before the war, and in 
some cases are almost exact replicas of American types; the 
German quality, however, is below pre-war standards. £ng- 
lish electrical material is considered good, but not the best, 
the designs being too heavy and prices too high. 

Wire and cables are imported into Argentina during a 
normal year to the extent of 8,000 tons. This commodity is 
divided for Customs purposes into three classes: transmission 
cables for public works, duty free; insulated wire and cable 
five millimetres diameter and over, 7 per cent. ; insulated wire 
and flexible cord of a diameter less than five millimetres, 
32 per cent. Among British concerns supplying are the 
British Insulated and Helsby Cables, Ltd. and W. T. 
Henley’s Telegraph Works, Co., Ltd. There is not much 
sale for lead-covered wires. 

Electric motors are used for power purposes to the almost 
complete exclusion of steam and other power. Most of the 
motors imported are for use in connection with repair shops, 
printing, works, clothes-making and similar establishments; 
the majority used being therefore of small sizes, ranging from 
2 to 30 h.p. Motors are also required for raising water to 
roof cisterns on all buildings 70 ft. or more in height, the 
pressure of the mains not being sufficient to raise water to a 
higher level; centrifugal pumps with a lift of 60 metres, direct- 
coupled to high-speed motors of from 1 h.p. to 5 h.p., are 
used for this purpose. Motors wound for direct current are 
imported in sizes up to but not including З h.p.. and may be 
for 220 volts; 3 h.p. and over must be for 44 volts. Motors 
wound for alternating current must all be for three-phase, 
50 cveles at 225 volts. There has been an exceptionally brisk 
demand for 4 to 14 kW, 32. volt farm lighting sets, and as 
many as twenty Enelish and United States manufacturers are 
now competing for this trade. ‘The most usual installation 
consists of a 3-h.p. petrol motor direct connected to a 14-kW 
direct-current shunt-wound generator, switchboard usually 
mounted on engine base, semi-automatic arrangement pre- 
ferred. With the above set a battery of from 180 Ah to 280 Ah 
is emploved. 

Imports of lighting fixtures have fallen cff considerably 
during recent vears, and now amount to some 90 tons per 
annum as compared with a pre-war average of 000 tons. Eng- 
lish and American designs, being less ornamental than the 
French types popular in Argentina, are not considered. suit- 
able for house lighting, but are used fairly extensively for 
shop and office lighting. Many of the English designs cannot 
be made locally to advantage, and there will always be a 
certain limited demand for these. 

Electricity meters are now imported almost exclusively from 
the United States, the tvpe used being the motor type, such 
old types as electrolytic meters having disappeared. 

Incandescent linps worth at present prices about a million 
dollars are imported annually, being sold on a very small 
margin of profit, with the keenest competition between manu- 
facturers of the different producing countries. The lamp most 
widely sold is the Philips, made in Holland. A feature of this 
market is the fact that the several brands of lamps are exten- 
sively advertised, and the consutner usually asks for a given 
brand of lamp when purchasing. ''One-watt'' and ''half- 
watt'' lamps in sizes under 100 candle-power are supplied in 
proportions of 70 per cent. and 30 per cent. respectively; over 
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100 candle-power, half-watts only are used. A 100-watt lamp 
is being sold from stock to-day, wholesale, at 76 Canadian 
cents, this price including factory cost, freight, insurance, 
Customs duties, landing charges, cost of exchange, and im- 
porter's profit. 

Nearly all the lamp sockets used are of the German keyless 
type, brass and porcelain, Edison key sockets not being used 
to any appreciable extent. 

Large numbers of electrical appliances, such as disk heaters, 
toasters, grills, radiator stoves aud irons were formerly im- 
ported from the United States, but owing to the exchange 
situation the trade has been secured by the local industry. 

Secondary batteries or accumulators were imported on a 
comparatively small scale some years ago, but imports have 
been increasing. Service stations have been established for 
Prestolite, Exide, and other makes of batteries, but a factor 
militating against the sale locally of batteries is the fact that 
most of the automobiles now being imported arrive equipped 
with self-starter and batteries. 

The demand for fans has fallen off considerably, annual im- 
ports now averaging 2.000 per annum as compared with a 
pre-war average of 12,000. Two-thirds of the quantities 1m- 
ported are of Italian make, the balance being of American 
manufacture. 


Before the war, Bergmann insulated brass-covered conduit 
was used to a large extent, but later fell into disuse as the 
size of buildings increased. Steel tubing then replaced the 
Bergmann to a large extent; there being two classes sold, the 
light gauge European types and the heavy-gauge American 
type, which are now sold in the following proportions: Berg- 
mann 20 per cent., light steel 50 per cent., and heavy steel 
30 per cent. 

For street and publie lighting arc lamps have been replaced 
to a large extent by gasfilled filament lamps, and the impor- 
tation of carbons has declined from a pre-war average of 
690,000 kg. to 150,000 kg. during 1920. 

There is only one hydro-electric generating plant in Argen- 
tina; it is located near the city of Tucuman, to which point 
electric energy is conveyed for public buildings and for dis- 


‘tribution, but the svstem is not a very large one. The 


various provincial lighting companies use high-pressure lines 
for feeding the smaller towns along their systems, but 
in general, the demand for large-size insulators for high- 
pressure lines 15 not very large. Small reel insulators, тог 
interior wiring, spiked bell insulators, and reel or bell insu- 
lators for telegraph lines are imported on a very much larger 


‘scale, and there is quite a good demand for round and oval 


cleats. 


PHANTOM TELEPHONE CIRCUITS AND COMBINED TELEGRAPH AND TELEPHONE CIRCUITS. 


By J. 


HILL. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THe methods generally employed in the utilisation of telegraph 
and telephone circulta to transmit two or more electrical 
communications simultaneously without interference between 
them, fall under two heads: The impedance or retardation 
method and the equipotential method. The impedance 
method of simultaneous telegraph and telephone working 
applied to single-wire working was introduced by F. Van 
Rysselberghe, a Belgian, in 1552. Combined working is ren- 
dered possible by the different impedance of inductance coils 
and condensers, respectively, to high- and low-frequency cur- 
rents, The action depends upon the fundamental difference 
of Morse signals and telephone speech currents. The mean 
frequency iof. voice currents 18 taken for calculation purposes 
аз 500 periods per second. The duration of a Morse '' dot "' 
is taken as 1/12th second. If an electrical condenser of suth- 
_clent capacity 18 placed in series with a telephone receiver in 
an ordinary telephone circuit, the attenuation of speech 
currents is only Just perceptible to the ear. The impedance to 
very low-frequency currents is, however, very high. If a 
suitable inductive unpedance is placed in the hne lead of a 
telegraph set the speed of telegraph signalling 1s reduced, but 
it 1s still possible to signal at hand speed. "The reduction in 
the rate of rise of the telegraph signals reduces the normal 
tendency of those signals to cause disturbance in the telephone 
circuit, in view of the simple fact that the disturbing signals 
vary in Intensity in proportion to the rate of change of 
voltage at the terminals of the condenser. The application of 
these principles in the Van Rysselberghe system is shown in 
fir. l. RLE 1 a high inductive impedance placed in the path 
of the telegraph apparatus, and с is a condenser in the tele- 
phone circuite the two sets of apparatus being joined in par- 
allel and connected to the line. In the illustration both ends 
of the line are shown. Owing to the changes in the per- 
meabilitv of the iron cores and the effective resistances of 
the telegraph apparatus with different current strengths, ex- 
periment 1s preferable to calculation. A mathematical study 
of the problem shows that the rate of rise in voltage is logar- 
ithmic, and by arranging suitable values of the resistance and 
inductance of the retardation coil, the capacity of the con- 
denser, and the resistance of the non-inductive line, the rate 
of rise of voltage may be advanced or retarded. Although 
the more complex apparatus shown in fig. 1 causes modifica- 
‘tion of these effects, experiment shows that relatively high 
inductance in the retardation coil and condenser capacity give 
good results. It is not possible, however, by the arrange- 
ment of a condenser shunted by a long non-inductive line to 
eliminate entirely the disturbing effect of Morse signals upon 
the telephone circuit, due to the rate of change of voltage at 
the condenser terminals. The retarding device RL, shown in 
fig. 1, does not protect the superimposed telephone apparatus 
in the same circuit from the disturbing influence of contiguous 
uncomposited telegraph circuits. The remedy is to place rc- 
tarding devices in the circuits which cause the disturbance. 
It is necessary to consider the effect of retarding devices 
upon the rate of telegraph signalling in aerial circuits. In a 
Morse-Wheatstone circuit a speed of 600 words per. minute 
could be obtained in the most favourable circumstances, but 
it 18 preferred to work at a speed which can be maintained 
under all conditions, and 900 words is frequentlv selected 
equivalent to signals of 1/80th second duration. The voltage 
rises to only about one-third of its maximum value in that 
time, and it is therefore impossible to add a heavy retardation 
i such a circuit. In practice, with the amount of retarda- 


tion necessary to reduce the noise in the telephone, and bear- 
ing in mind the necessity for keeping the voltage of the 
telegraph circuit as low as possible for the same reason, 6) 
words per minute on an overhead hne working duplex can 
only be obtained under the must favourable conditions. The 
Van Rysselberghe system is generally worked at hand speed. 
The introduction of a retarding device sometimes causes ditti- 
culty in balancing telegraph duplex circuits, and it is found 
in practice that‘if the windings of the retardation coil are 
joined up so as to oppose each other, balancing is much 
easier. . 

The ordinary ringing magneto-generator, with a low 
periodicity of about 17 periods per second, is liable to inter- 
tere with the telegraph apparatus. Some form of interrupter 
or buzzer is therefore generally used on composited circuits. 
The Western Electric Co. has developed a vibrating-bar 
generator with a natural frequency of 140 periods per second, 
Which is used in conjunction with a bar tuned to the same 
frequency and actuated by currents which pass through bob- 
bins wound on pole pieces on each side of the reed. 

In this system a relatively poor circuit, unsuited for long- 
distance working, is usually obtained, but if the device is 
installed on a high-grade copper conductor the speaking range 
may be considerably increased. Since Van Rysselberghe’s 
system many other devices to give the same results have been 
introduced, among which may be mentioned the ''Phono. 
pore " system of Mr. C. L. Langdon-Davies and the Turchi- 
Bruné system. The ''Fullerphone " also occupies a promi- 
nent place. One of the many variations of the Van Ryssel- 
herghe system (one end only) is shown in fig. 9. In this 
a bridging coil is placed in series with the receiver. This 
apparatus suppresses noise by sacrificing efficiency. 

Fig. 3 shows an arrangement for utilising the two wires 
of a double-wire circuit to form two duplex circuits: this is 
known as composited working. In this country the arrange- 
ment 18 sometimes used to superpose telephone call wires 
worked bv telegraph, upon junetion circuits worked on the 
common battery systein (fig. 3), or, alternatively, one wire is 
used as a telegraph call wire, and the other for automatic sig- 
nalling on the Junction circuit. Simplex and composited sets 
have been used in this country for many years. 

An example of the equipotential method of superposing is 
given in fig. 4. The relative transmission efficiency of side 
and phantom circuits in aerial lines depends essentially upon 
the arrangement of the wires on the poles. This efficiency 
is inversely proportional to the real part В of the complex 
attenuation constant B+ja, and may be found by the follow- 
ing formula :— 

В + а= J[(R +j 1) (6 фло 0] 
Where B=real part of attenuation constant; a= wave-length 
constant; R=effective resistance per unit length; L=effective 
inductance per unit length; G=effective leakance per unit 
length; and c=effective capacity per unit length. The 
transmission efficiency is also affected by the impedance of 
the circuit. In the case of an electrically long line, the quan- 
tity Z is usually known as the characteristic impedance; and 


Z = A/ (Ë и 3 
Gt oC 
The minimum attenuation constant in unloaded circuits i8 
theoretically attained when rG-cn. As a general rule, the 
transmission efficiency of a circuit is improved by separating 
the wires more widely, because the normal capacity of a ar 
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cuit, as compared with its inductance, is in excess fram the 
point of view of the capacity and inductance required. to. pro- 
duce the minimuin attenuation constant. But, unless the 
етеш is perfectly balanced, the separation increases in- 
ductive disturbance from sources outside the superposed four- 
wire system. If the four conductors of a phantom-circuit 
combination are arranged on the pole arms so as to form 
a square as seen end on, the side circuits being the diagonals 
of the square, it can be shown theoretically that the relative 
values of capacity and inductance of side and phantom cir- 
cuits are such that the capacity of the phantom circuit is 
more than twice that of the side circuit, and that the induct- 
ance of the phantom circuit 18 somewhat less than half that 
of the side circuit. It follows that the transinission efficiency 
of the phantom circuit is a little less than that of the side 
circuit. In the case of four wires arranged at equal hori- 
zontal distances on the sume pole arm, the two side circuits 
being formed of adjacent. wires froin left to right in each case 


а—= Linear 
telegraph apparatus 


Indaction 
Transmitter 


Téephone Telegraph Telegraph Telephone 
set set set set 


Fig. 2. 


Fig. 1. 
Fic. 1.—THre Van RYSSELBERGHE SYSTEM. 
Fic, 2.—A VARIATION OF THE VAN RYSSELBERGHE SYSTEM. 


and crossed at equal intervals, it can be shown that the 
inductance L of the phantom circuit is greater than one-half 
of that of the side circuit, and that its capacity is less than 
twice that of the side circuit. As a consequence, verified 1 
practice, the phantom circuit has a lower attenuation. 

The relative transmission efficiency. of side and phantom 
circuits in unloaded underground circuits of the multiple 


twin type in air-space cables follows the general rule. Owing, 
however, to their closeness, the capacity is relatively much 


larger and the inductance smaller than in aerial wires, with 
a consequent lowering of efficiency. Experiment upon recent 
cables shows that the capacity of a phantom circuit is approxi- 
mately 50 per cent. in excess of that of the side circuit. 

It is possible to carry the principle of "" phantoming ' 
further and to obtain a second circuit by combining two four- 
wire cores and twisting them together in the same way as 
the two side circuits ure twisted in order to form an ordinary 
phantom circuit. 

The capacity of gutta-percha-insulated ‘submarine cables is 
easily calculated. Owing to their immersion, the four wires 
of such cables are sereened, and this simplifies the capacity 
relations. As а consequence, a metallic-loaded phantom cir- 
cuit has approximately the same efficiency as the side circuit. 
The earthed phantom circuit, however, is materially less 
efheient than the other two circuits owing to the increased 
effective resistance. 

[t 1s possible, under favourable circuit conditions, to com- 
hine the two arrangements shown in figs. З and 4. For this 
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4.— LOADED SIDE AND PHANTOM CIRCUITS. 
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purpose the telegraph sets arranged as in fig. 3 may be added 
to the ends of the two side circuits in fig. 4. In order. to 
secure a balanced arrangement, it would be necessary for all 
the telegraph instruments to have the same impedance at the 
sume end of the line. 

Transformers in phantom circuits. have to meet special 
requirements whieh make ther design difficult, but the 
Western Electric Co.’s © Type 4006 A has been found very 
suitable. | 

When a phantom circuit is loaded, a separate and extra coil 
Is usually required at every loading point, as shown in fig. 4. 
The coil is so arranged that а current sent round each side- 
circuit coil. in an inductive direction passes round the two 
halves of the phantum-circuit coil in opposite directions. А 


current flowing in the phantom-circuit coils in an inductive 
direction passes through the side-circuit coils in a non- induc- 
tive direction, 

In practice, thé relative efficiency of transmission of the 
side and phantom circuits 15 also largely determined by com- 
mercial considerations, such as the economic spacing of load- 
ing colls. Owing to the indeterminate nature of the fre- 
quencies entering into speech, it 18 necessary to experiment 
to find the widest permissible spacing. ‘The rule hitherto 
obtaining in Great Britain is: C D L=25, where c is the capa- 
city of the cable circuit in microfarads per mile; D is the 
distance in miles separating the coils; and p 5 the inductance 
of the loading coils. Е 

In order to balance а loaded phantom circuit, the potential 
in the A and в wires (fig. 4) must be equal at all frequencies, 
and, unless the impedances of these lines are equal at all points 
equidistant from the sending end, the exceeding of the limits of 
overbalance will result in overhearing. In order to secure a 
perfect balance, the resistupee, capacity, inductance, and 
leakance of the four wires must be theoretically equal. Re- 
sistance and leakance can be controlled to a large extent in 
manufacture, but special steps have to be taken with regard 
to capacity. Each four-wire core in’a eable is balanced in 
short lengths, and the complete unit taken for independent 
balancing is a loading-coil section, present practice favouring 
lengths of 1.6 and 1.125 miles. Each loading coil section is ^ 
divided into lengths of 0.1 mile, and these are tested separ- 
ately and combined with other sinular lengths to produce the 
best results in the loading-coil section. The capacity system 
of a four-wire core may be represented by ten capacities be- 
tween different wires, and between wires and earth, and it 
can be shown that from six capacity measurements the neces- 
sary combinations to avoid overhearing and eross-talk can be 
deduced. (fig. 5). These measurements are made by means of 
a double-bridge specially designed. for use on the road. 
Apparatus is also designed for the rapid measurement of the 


153 miliihenrya af 2 pesi ied "CINE 
Sine озне 9v impedaac 


oe Liebe 


pee 


impedance m ohms 


VA 
HPH 


| Frequcney, 1b periods кт ижа. 


(3) Symnetreal arrangement of the above 
Fig. 5. 


Fig. 6. 


Fic. 5. — CAPACITY RELATIONS IN A PHANTOM CIRCUIT. 

Fic. 6.—VARIATION OF IMPEDANCE WITH FREQUENCY. 
degree of equality of the resistance of the conductors. As 
regards resistance unbalance, there is no fixed rule, but ex- 


pertence shows that a difference in resistance of the 4 and B 
wires, expressed as a percentage of the loop resistance, does 
not usually exceed a mean value of 0.05. The question of 
capacity balancing has received considerable attention in 
America and Germany. Messrs, Siemens & Halske have 
patented a process for balancing capacity in cables by the 
addition of small condensers to the conductors at suitable dis- 
tances. The condensers are made of rolled paper, sealed in 
glass tubes and joined in the cables at loading points. They 
may be enclosed in separate iron boxes or in loading coil 
pots. Professor F. Breisig has arrived at the conclusion that 
overhearing in short lengths of uniform cable is essentially 
due to capacity unbalance, and that speech tests. may 
accurately determine its magnitude if a suitably designed arti- 
ficial cable 1s used. 

The characteristic Impedance of a loaded line is generally 
different for every frequency, but notwithstanding this a com- 
paratively simple balancing network can be designed which 
involves capacity, Inductance, and resistance, and which 
effectively balances the differential transformer and circuit if 
certain conditions are fulfilled. The network is constructed 
to balance the circuit for a range of frequencies between 460 
and 1,430 periods per second. Filters are necessary to cut out 
frequencies outside the range for which the circuit is balanced. 
Fig. 6 shows a caleulated impedance curve of a loaded circuit 
in dotted lines, and the result. of the measured impedance 
over the same frequency rangé is given in solid lines. The 
difference is due to the want of uniformity of the circuit con- 
stants. The cireuit dealt with in fig. 6 was designed for pre- 
relay conditions, but such a circuit is not sufficiently uniform 
to give the results required in highly efficient relay working. 
It is necessary to specify limits to the permissible variation of 
(a) the spacing distance of the loading coils, (b) the induct- 
ance: of апу coil from the mean vale of intluct- 
ance per coil, and (e) the capacity of any loading coil section 
from the mean value of capacity per section. Leakance and 
resistance do not cause appreciable difficulty as regards pre- 
sent requirements of network impedance balances. The re- 
quirements as regards inductance in this country are that the 
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inductance of any coil must not vary from the mean induct- 
“ance of each coil by more than 2 per cent. The loading coils 
must be spaced at intervals which do not vary more than 
2 per cent. from the mean spacing distance. ‘The limits of 
variation of capacity have not been fixed in this country, but 
German experiments show that this should not be more than 
2 per cent. from the mean inductance per section, and that 
the electrostatic capacity per section should not vary more 
than lj per cent. | | | 

In conclusion, the author states that the ultimate object is 
to find that combination which for a given number of years 
wil give the required overall efficiency at the most econo- 
mical cost. In an appendix some particulars of electrical 
filters are given. The methods of determining the relevant 
quantities and calculating transmission properties are dealt 
with. 


! 


DiscussioN IN LONDON. 


Sir ANDREW OGILVIE, in opening the discussion, spoke of the | 


historical and commercial aspects of phuntom circuit systems. 
The Van Rysselberghe system did not lend itself to ordinary 
exchange systems, end it had only a limited application to 
long-distance work; its best field was in railway signalling 
and for using small telegraph offices for telephony. As the 
telephone and telegraph services in this country had been 
instituted by separate authorities the Van  Hysselberghe 
system had not been used to a great extent, although in 
Ameriza this and similar systems had been used for news- 
paper and business offices. Composited telegraph circuits 
superposed on telephone trunk lines had enabled a good deat 
of telegruphing to be carried out at low cost. ‘The Post 
Office had also been successful in superposing phantom circuits 
on submarine cables. The development of thermionic valves 
would probably give a new lease of life to the system, as it 
might be applied for long-distance communication, thus effect- 
ing a considerable saving of copper. | | 

Mn. б. A. Porock said that the limitations of the Van 
Rysselberghe system were fundamental, and would retard 
much further development. Mr. Hill had presented an ad- 
mirable mathematical treatment of the subject, but the 
speaker thought that a great deal depended upon experiment. 
Resistance was a factor of success, and could not be replaced 
by an ordinary inductance; it was easier to find a resistance 
without short-circuiting tendencies than an inductance with 
the same advantage. Although the Van Rysselberghe system 
could not be much further developed, the application of phan- 
tom telegraph circuits upon telephone lines had not reached 
its maximum development. If the method of generating a 
pure апе wave or half-wave had been available some years 
earlier it would have done away with impeding apparatus; it 
would have only been necessary to separate the telephone and 
telegraph circuits by a telephone transformer. The only 
restrictive condition was that the system involved a constant 
frequency. The bar to phantom circuits was the fundamental 
difficulty of keeving the circuits entirely separate. 

Mr. А. B. Hart said that in investigating interference 
between two circuits, telephone and telegraph, coupled һу a 
condenser, they found that they were dealing with a rapidly- 
oscillating, high-frequeney current. He wished to know what 
was the minimum frequency which could Бе used to give satis- 
factory telephone working. The author had said that increas- 
ing the inductance above the theoretical value of one-half that 
of the side circuit gave a phantom circuit having a lower 
attenuation constant, and’ therefore a higher transmission 
efficiency, than the side circuit, owing to the relatively 
smaller capacity of the phantom circuit and its higher degree 
of loading. Should not the words '' relatively lower resistance” 
be used instead of ‘ relatively smaller capacity "? Referring 


to Mr. Hill’s description of methods for obtaining balanced | 


circuits, the speaker said that thev often had to couple a 
balanced to an unbalanced circuit, this efficiency then proved 
a disadvantage. It was sometimes better to sacrifice a little 
transmission efficiency in order to avoid carry-over currents. 

Мк. A. E. Тномрѕох stated that combined phantom and 
composited circuits had been used in Denmark for some times 
there being such lines from Copenhagen to five distant places. 
In France, during the War, the American Army had used the 
method. The Bell companies of America had 700.000 miles 
of circuits, and 9 per cent. of these were composited. The 
svstem was also in general use unon the American railroads. 
The Р.О. arrangement shown in the author's fig. 7 had many 
disadvantages, including condensers of too high capacity, and 
no protection against ''eross-fire." between circuits. 

The PRESIDENT, at this point, introduced Mn. S. Istana, of 
the Japanese Government Department of Communications. 
This gentleman, who was received with acclamation. expressed 
his pleasure at being able to attend a meeting of the Institn- 
tion and his thanks to Mr. Hill for his naper. 

Mr. W. J. Тновкомаоор spoke of the use upon railwavs 
of the systems dealt with. The superposed circuits, he said, 
were not so delicate as misht be thought. He instanced a 
case where. in a length of 76 miles of single line. there were 
14 telegraphs and 15 telephone instruments, and speech covld 
he transmitted from one end to the other; this showed the 
capabilities of the system. The example quoted had been in 
use for a great many years and the couplings between circuits 
were extremely simple. Мт. Thorrowgood also gave some 
narticulars of the svstem between the Southampton and 
Waterloo stations of the L. & S.W. Railway. 


Mn. C. RoBINSON said that the author had mentioned the 
lack of automatic signaling, but the progress of Post Office 
research in this direction had been held up by the War. The 
first consideration in the design of filters was the cut-off point. 
This could easily be calculated if the inductance and capacity 
were known and the resistance could be adjusted. 

Mn. G. C. Manniss asked if machine telegraphs had been 
employed in this country on these circuits, and also what was 
the maximum signalling speed which had been found prac- 
ticable. He wanted to know if much difficulty had been en- 
countered in balancing, for relay purposes, different phantom 
circuits in the same cable. Could not valve relays be used 
instead of filters 1n the telegraph circuit? 

Сарт. F. REID said that filters would cut off frequencies 
above 9,000 but not those below. If audible speech could be 
obtained at a frequency of 1,400, why not space out the load- 
ing coils and save money? He considered that cable manu- 
as should standardise -capacities for special types of 
cables. 

Mr. HiLL, in replying, said that Mr. Pollock had stated that 
resistance was necessary, but һе (Mr. Hill) thought that it 
was not essential. He had been astounded at the small size 
of condenser necessary to obviate telegraphic induction. Mr. 
Hart had questioned his statement regarding transmission 
efficiency, but he (the author) meant exactly what he had 
said. The resistance could not vary, it was the variation of 
capacity which gave the effect. The system used by the 
American Ariny was merely a secret method, and not worthy 
of a great deal of attention, but he was interested to hear of 
the Danish developments mentioned. He agreed that the 
technical terms used required re-arrangement. The rest of 
the author’s reply was reserved for publication in the Institu- 
tion Journal. | 


CORRESPONDENCE, 


Letters received by us after 5 p.m. on Tuesday eannot appea: 
until the following week. Correspondents should forwara 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


Employers’ Agreements, 

The reply given by the secretary of the B.E.A.M.A. witli 
regard to the practice amongst certain groups of firms of. 
not taking each others' employés is what one would naturally 
expect. No more weight can be placed on this statemeut 
than that such understandings are not recorded on the min- 
utes of any B.E.A.M.A. meetings, and no one would expect 
them to be. That understandings of the sort exist, however, 
in certain groups of firms is only too obvious. 

For instance, when the shares of one company are held by 
another the management would view the application of a 
member of the statf of the controlled firm in the light of 
a transfer to be made by mutual agreement. It is only a 
step from this to the same understanding between a large 
group of firms 1п a modern combine. The trouble, bowever, 
does not stop there, but has invaded associations of firms 
where one would have expected a different state of things as 
the members belong to different financial groups. 


April 29th, 1992. | ‘ Castor." 


Regarding the footnote to the letter of ''Pollux " in the 
current ELECTRICAL REVIEW, I should like to say that while 
І have no doubt the secretary of the B.E.A.M.A. can find no 
trace of such & practice as is indicated by your correspondent, 
yet, if he were to join the outside staff—I can only speak as 
I know—of one of the associated cable makers, he would 
find exceedingly great difficultv in transferring his services 
to another of the associated companies. In fact, during 
twenty years’ experience of cables, I have not known of one 
man—foreman, jointer or engineer—who has moved directiv 
from one of the companies to another. Further, it is well 
known by the staffs of at least two of the large cable com- 
panies that there 1s not the least chance of securing a position 


with a '' rival" firm. 
C. G. Watson. 
London, April 29th, 1929. 


Finding Faults. 


A mains department in which the only instrument available 
for testing is a millivoltineter, is very ill equipped, but, as- 
suming that your correspondent ‘ Colonial " has wire of some 
sort to use for connections, something can be done to locate the 
faults—no doubt numerous on his unbonded lead svstem—of 
the kinds mentioned in the last two of his categories. 

Regarding the first case, in whieh all the conductors are 
earthed, the most certain and generally the quickest and 
cheapest way of finding the fault is to cut the cable inta 
two approximately equal lengths; cut the faulty one of the 
two lengths thus made into two, and so on until the fault 
is located to as short a length as it is considered advisable 
to relay. 

Case 2. in which the neutral conductor is earthed, can Бе 
dealt with by a method which has already been outlined in 
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the ELecTiuCAL. Review (see “Correspondence "' columns, issue 
of March 31st last), but which will now be described in a 
modified form in order to meet the different conditions of 
this case. This is it:—At one end of the faulty cable, make 
‚ sound connection between the neutral and, say, the negative 
At the other end, connect the same two con- 
dutors by means of any convenient length—ten feet will 
emmonly be found both convenient and sutlicient—of wire; 
across the ends of this wire connect the precious millivolt- 
meter; to the positive, or negative, of the supply connect 
ше terminal of a resistance—a filament lamp will do; but 
if one g found insufficient, others can be added in parallel 
with it—the other terminal being connected by means of a 
fexible lead to a point on the loop wire such that no deflec- 
ton is observable on the millivoltmeter after contact has 
ben made a few seconds. Then, the position of the fault 
is given by the equation, x = 2aL/(a+b), where zr = the 
distance of the fault from the testing end, а = the 
iength of loop wire from the faulty neutral conductor to 
the point of balance, b = the length of loop wire from the 
negative of the faultv cable to the point of balance, and L = 
the length of the faulty cable. | 

From what hus been written above, the following diagram 
сап be understood :— — 


Resistance 


Suppl | 
ee г uhal 


It 15 assumed that the neutral of the supply systern 1s 
ilready earthed, but if this is not the case, then it should Бе 
w while the test is being made. It is also assumed that the 
negative and neutral conductors are of equal cross-section. 
I| such is not the case a correction will have to be applied. 
[шх is easily done by making L in the above equation equal 


w l(e/d-F1), where c=cross-section of neutral conductor, 
P cross-section of negative conductor, and | = length of 
able, | 

Case 3 сап be dealt with similarly to case 2. That is to 


чу, ш the present case the neutral, positive and negative 
should he treated as earth, neutral, and negative of case 2. 
lhe diagram below will perhaps make the arrangement clear. 


C. G. Watson. 


London, N.17i 
April 99th, 1922. 


The Mangnall-Irving Thrust-Borer. 


I have read with considerable interest the article in your 
sie of April 91st entitled '' An Improved Method of Cable 
зуп,” 
рреагѕ to me that the title " An Improved Method of Cable 
Aving " is, to say the least, misleading. 

The method of cable laying described appears to be only 
pplcable to one particular case, i.e., when it is required to 
iy an iron pipe into which cable is to be drawn, and even 
i this case © caulked ” or "' lead joints ” in the pipe to be laid 
‘ould be most difficult, if not impossible. А 
The bulk of the power and lighting cables of to-day are 
ad-covered armoured cables, and these should be protected 
om externa] mechanical damage by being covered with 
les, bricks, or a creosoted wood board, which could not be 
"hieved when using a thrust-borer. | 

If plain lead-covered cables are used, which is the exception 
ther than the rule, then they should be either laid '' solid,” 
| which case the thrust-borer machine would be useless, or 
rawn into pines or ducts. 
The majority of engineers use earthenware ducts in 
reference to iron pipes, so that the use of the thrust-borer 
extremely limited as far as cable-laying is concerned. 


by using the Mangnall-Irving Thrust-Borer. It 


I know it is easy to criticise, but I am looking at the matter 
from the mains engineer's point of view. Doubtless, for lay- - 
ing iron and steel pipes, if the jointing of these is of no 
importance, and lead water services, &c., the use of the 
thrust-borer may be useful and cheap, but I fail to see that 
this method can appreciably reduce, much less eliminate, the 
шо &c., that is а necessary part of present-day cable- 
aying. 


Sheffield. 
April 28th, 1922. 


F. O. Trotman. 


Private Electricity Supply. 


I should be pleased if you or any reader of the ELECTRICAL 
Review could furnish me with particulars regarding the 
following matter :— 

A party who is the owner of about twelve houses wishes to 
install a lighting plant to supply current to this property. The 
houses are at present supplied with gas, and the question 
arises : is he in order in doing this, and charging by meter, or 
a fixed yearly premium, or by adding a sum to the yearly 
rental of the houses? The Corporation electricity main runs 
within half a mile away, but they do not intend laying the 
cable up to these houses. Could the gas company take pro- 
ceedings, seeing that they have the right of supply? 


Lighting. 
April 96th, 1922. | 
[The gas company has no voice in the matter. The owner, 


however, is unable to commence a supply of electrical energy 
for sale, as we gather from the letter that the Corporation 
possesses statutory powers to supply electricity in the area, and 
it is hnmune from competition. He should apply to the Cor- 
poration and to the Electricity Commissioners for permission 
to supply electricity to his tenants.—Eps. Exec. REv.] 


Municipal Electricity Works Costs. 


With reference to the article by “Interested ©” in 
issue of April 21st, I venture to make one criticism. 

True ' costing " necessarily involves ascertaining what is 
the actual cost, and therefore the practice of adjusting certain - 
overhead charges from time to tiine to meet a varying load 
at different seasons, though expedient, cannot really be said 
to represent the true cost of the output produced over x 
given period. 

London. 

April 99th, 1922. 


vour 


E. Williams. 


The Industrial Situation in Russia. 


I read with much interest the article “ The Industrial Situ- 
ation in Russia," published in the ELrcruicaL Review of 
April 21st. Оп the third page of this article I find, how- 
ever, a statement attributed to Mr. Gurewitsch, an engineer 
of Zurich, which is probably due to a typographical error. 
The statement says that in 1913 14,300 dynamos and motors 
were manufactured in Russia for a total capacity of 34,000 kW ; 
and that Germany’s imports of electrical inaterial into Russia 
in 1913 amounted to £17,000,000 at pre-war gold value. Both 
these figures are wrong. The total capacity of dynamos in 
motors manufactured in Russia in 1913 amounted to 356,000 kW 
and the average German imports into Russia for the yeare 
1912 and 1913 amounted to about £1,500,000. Both these 
figures are from official statistics. You will agree with me 
that five factories with over 6,000 workmen should be able to 
turn out a little' more than 34,000 kW per annum. 

On account of the Custom tariff very few machines, except 
the quite small ones, say up to 25/50 h.p., could be imported 
into Russia. What Russia imported from Germany was 
mostly lamps, fittings. instruments, insulating and wiring 
material, electric lighting supplies, switchgear, &c. 


A Reader. 
April 98th, 1922. 


Colouring Lamp Balbs. 


Referring to your Service Department Notes, on page 378, 
of March 17th, 1922, No. 2,312, you ask for manufacturers of 
yellow lacquer for lamps. It may be of interest to you to 
know of a way of colouring lamps I came across in a book 
of practical receipts, some years ago, and have always found 
very successful, and the ingredients can be obtained any- 
where. | 

l. Prepare the bulbs by washing carefully in soap and 
water, taking care not to finger them afterwards. 

2. Prepared bath made of white of egg and water in the 
proportion of two whites to one pint of water; beat well, 
let it settle and filter. 

Then dip the lamps in and hang up to dry. 

3. Dissolve aniline colours in ordinary photographer's col- 
lodion; I use ether collodion. | 

The colour can be made as deep as required; it is prefer- ` 
able to have the colour on the light side and dip more than 
once if necessary. 

4. Red and blue give a clear solution; green, thick, which 
requires filtering; yellow dries pasty, but gives better results 
than if clear. 
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5. Combinationg of colours can be made up and I have 
painted with an ordinary brush flags of nations. 

I bave used this for Christmas tree lamps, which have 
been in use several vears pow und the frosting and colourmg 
is still in. fair condition. 

6. Current should be passed through the lamps when ap- 
parently dry to harden the coating. 

: Batti Wallah. 

Caleutta, іол 12th, 1922. 


Joints Behind Switches. 


Your correspondent in the issue cf the 14th inst. refers to 
the desirability of switch manufacturers affording facilities at 
the back of switches for negative wire connections, to obviate 
joints being in the negative. wire behind switches, especially in 
twin lead-sheathed wire. Such a method of dealing with the 
matter would not meet with general approval. It is quite easy 
to loop the positive through the switch without cutting the 
negative, and at the same time provide continuity for earth- 
ing the sheathing. A more serious matter and hard to detect 
is the “ nicking " of conductors by careless workmen when 
trimning ends of cables for making connections, also cutting 
into the Insulation when cutting around lead sheathing in 
trimming. Hundreds of plants are running at unknown risks 
to-day from this cause. If the contractors and the trade 
unions could combine to raise the standard of workmanship, 
it would help the trade enormously. 


Faraday. 
April 95th, 1923. 


Mr. Coleman's suggestion of a three-terminal switch in vour 
issue of April 24th has been met with the expected reply in 
.vour last issue, that such switches are on the market, and also 
with the suggestion that a three-plate ceiling rose. offers a 
useful alternative. 

In cases where it is more convenient to loop the ‘ feed " 
with the '' feed to the next point " near the switch than near 
the ceiling rose, we recommend on our wiring system the use 
of a '" W.S. 1007 " Junction box at about ceiling level above 
the switch, and the connecticns shown in the diagram here- 


with. In this way twin cable is used throughout, all the loop- 
TO NEXT POINT 
FROM 
DIS- 
BOARO 


SWITCH 


ing being done at junction boxes placed in the most convenient 
positions; one cable instead of two is brought down to the 
switch; and the three-terminal switch, which brings both poles 
near together under a cover which can be easily removed by 
the consumer, is avoided. 

Incidentally, the value of the cable saved by shortening the 
distance to loop back practically pays for the cost of the 
junction box. 

F. Charles Raphael. 
Manager, Cable and Wire Dept., ` 
Edison Swan Electric Co., Ltd.. 
Ponders End, May Ist, 1922. 


Replving to the suggestion made by Mr. Martin J. Coleman 
in your issue of April 14th. (p. 519) we would state that such a 
Switch as that suggested, namely, an ordinary switeh with an 
extra terminal for looping, has formed a part of the Henley 
wiring system for many years. 

W. Bishop. 
Manager, Sales Dept. 
W. T. Henley's Telegraph Works Co., Ltd. 

London, April 26th, 1922. 


A Question of Courtesy. | 
1 wonder if the Editors or subscribers to this Journal сап 
advise the writer why one so rarely obtains the ‘ courtesy ” 
of a reply from the architect or consulting engineer, ш the 
case of applying to tender on contracts advertised in trade 
journals. 


My firm has an excellent system of following up in thes 
cases, and always we enclose an addressed reply card, often 
stamped, yet rarely do we receive 1t agam. 

Application to tender is not an advertisement, and surelv a 
reply is due—even if the tender is already cut and dried before 
publicity. | 

The point seems to me one of lack of co-operative courtesy 
as between the professional and contracting sides of the build. 
ing and contracting trade, which is not. helpful to the con. 
tractor in keeping his advertising and correspondence in that 
order it should be kept in a well-run business. 


| Advertising and Publidty. 
London, April 29th, 1922. | 


Rats v. C.T.S. 


I have no financial interest in C.T.S. Your previous corre. 
spondents, '' Disgusted °’ and "' Completely Disgusted.” do 
not make similar disclaimers regarding all C.T.S. rival systems 
of wiring. Had they done so one could only regret such sloppy 
sentiments as they express. 

Do they sympathise with these ‘dumb creatures " who 
regularly attack sleeping children, for instance? 

To test a fact of immense value to the community generally. 
and to the electrical industry in particular, are we to weep for 
the hunger of one rodent or invite the aid of the R.S.P.C.A.? 

To insult any respectable firm by saying tney are " stooping 
to boost business '" and "' torturing dumb creatures (sic) for 
filthy lucre," is, in my opinion, much greater cruelty and 
grossly unfair, particularly when it is done anonymous 
through your columns, and with your sympathy added. 


H. C. Crews. 
Manchester, April 24th, 1922. 


. [The correspondents referred to were not, so far as we can 
Judge, connected with '' rival systems." —Eps. Etec. Rev.] 


I am in thorough agreement with ''Fairplay,'" and "An 
Englishinan," and, in so far as memory serves, with " Di» 
gusted," and “ Completely Disgusted,” also. 

May I point out to '" Sense of Proportion '" that because 
men are dying of starvation 1s no justification for the starving 
of a rat; the fact that millions of men are leadiny a precarious 
and penurious existence at the present moment is only à 
sign of the imperfect organisation of society—it is also a sign 
of the selfishness of the society when so many of them have 
recently suffered for their countrymen—but the torture of " an 
unloved rodent '' is a sign of a cruel and savage temper, which: 
would only be tolerated in an inhuman or uncivilised society. 

Mr. Brooking's second query has no bearing on the funda- 
mental point at issue and can safely be ignored, but his first 
query could certainly be answered. However, I, for one. 
am not prepared to help anyone who attempts to uphold a 
typically unintelligent and soulless commercial but contemp- 
tible procedure. 

С. G. Watson, M.I.E.E. 

London, N.17. . 

April 29th, 1929. 


To my mind the cruelty of the experiment described in tbe 
recent advertisement of Messrs. The St. Helens Cable Co., 
lies in the futility of that experiment. 

A rat will gnaw its way through wood and sheet lead, and 
I have experience of breakdown of cables due to the lead 
sheathing being damaged by rats, but surely if a rat is 
limprisoned with a piece of wood and a piece of lead as ita 
sole means of support, it will die of starvation? These things 
are not a diet, but are damaged either because they are in 
the way, or the rat requires the material for some other pur- 
pose. . ; 

Thus, I think, the St. Helens experiment proves nothing. 

Had the experimenter put a well-nourished rat into a box 
made of C.T.S., with due regard to ventilation, and placed 
a supply of food on the outside of the box, I am of the opinion 
that the result would have been different. 

. Francis Thos. Fawcett. 

Woodford Green, 

April 29th, 1922. - 


Replying to Mr. Brooking's invitation to show in what 
other way the question of C.T.S. and * Rats " could have 
been settled, I have to indicate the probability that if Mr. 
Brooking had also placed some lead-covered cable khrou;h 
the cage bars he would have found it untouched. I hav 
specialised in twin lead-covered wiring since 1897, and have 
not come across any evidence that lead-covered cables аге 
eaten аз a food, but have in mind several cases where thes 
have been attacked in places where the wires formed an ob 
struction in a " run." Their replacement in a slightly difer- 
ent position has, in the cases I have met with, resulted in 3 
cessation of the trouble. Curiously, I had a case report 
on the 22nd April, where a lead-covered twin cable had been 
gnawed through, and I have taken the opportunity to have 
it replaced by C.T.S. in exactly the same position. In thr 
case there is no question of food—the wires are in the cerne 
space under a loft floor, already almost full of oats, which 
have run through rather wide joints in the boards. I w" 
report the result in a week or two, and suggest that this H 
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a much better test than the one which has aroused such wide- 
spread indignation. 
Experiments involving pain an@ terror to animals should 
only be conducted under the same strict regulations as those 
coming under the heading '' Vivisection," and it should be 
a condition precedent to any experiment that its imperative 
need is certified by the Council of the Institution of Elec- 
trical Engineers. 
This is my first letter on the subject. i 
W. Fennell, 
Northwich, May 1st, 1922. Engineer and Secretary. 
Northwich Electric Supply Co., Ltd. 


As no exclusively advertising man has so far associated him- 
elf with the protest raised against the recent advertisement 
of the St. Helens Cable Co., perhaps уоп will allow me, as 
one who has for over 20 years been responsible for a very 
large volume of advertising, to add my name to those already 
received. Into the ethics of the experiment it is not neces- 
wry to enter, but the publication of the callous details in 
such a form is utterly repugnant to one’s sense of good taste 
and good feeling, and to my mind, mexcusuble on any ground, 
“scientific ” or otherwise. E 

E. C. Reed. 


London, May Ast, 1922. 


My directors have to-day had their attention called to an 
advertisement which has appeared in your paper under the 
heading. of "" Rats v. C.T.S.," of which advertisement they 
had no knowledge prior to its appearance in the Press. 

They were unaware of any such experiments being carried 
out at Warrington, and they have taken effective steps to pre- 
vent à repetition of any sinilar investigations. 

They entirely disapprove ‘of such experiments and of such 
advertisements, and desire me to express their regret that any- 
thing of the kind should have taken place. 

i H. Evans, 
Secretary, 
St. Heleu's Cable & Rubber Co., Ltd. 


Warrington, May 2nd, 1922. 


[Several] other letters on this subject have been received, 
üffering little from those inserted. We think the matter has 
now been adequately discussed and that no useful purpose 
n a served by prolonging the correspondence. —Enps. Etc. 
EV. | 


British and German Instruments. 


A second. draft of the German V.D.E. specification for elec- 
trical measuring instruments. which is to come into force next 
year, has Just been published, and it may be worth while to 
compare it with the corresponding B.E.S.A. specification, 
Na, 59, E 

It is quite clear that the German document is modelled upon 
the British. specification—several of the requirements are 
identical, and where they differ the British is, in nearly 
every case, the more stringent of the two. German instru- 
ments are divided into four elasses as against our three—the 
hrst two classes (E & F) differing but little from one another, 
and corresponding roughly. with our " Sub-Standard." The 
requirements of their industrial instruments (classes G & Н), 
on the other hand, are definitely inferior to our first and 
cond grades. Not only is this the case as regards general 
accuracy, but the allowable disturbance by stray magnetic 
fields may be cited as being at least double that in our speci- 
heation, for the corresponding classes. The same applies to 
the dead-beatness called for, which is little more than half 
as good as the B.E.S.A. requirements. 

T think it worth while to draw attention to this very defi- 
mte superiority of instruments complying with the British 
Specification since, with our usual love of self-depreciation, it 
has often been stated that our Specification was less rigid than 
thoe of other countries. As far as I am aware no other 
country has issued such a specification, with the exception 
|f the present German one, which certainly does not bear out 
this contention. 

In one or two directions, innovations have been introduced 
‘hich are, I think. useful, as. for example, the expression of 
the accuracy of all classes of deflectional instruments as a 
mrcentage of the maximum scale reading, instead ot as a, 
rereentage of the reading itself. as 1х done in some cases in 
‘he P.E.S.A. Specification. Incidentally, it 18 laid down that 
i the instrument reads high the error is to be regarded ag 
positive. The practice at the N.P.L. is the converse of this, 
and I feel thet it is time this question was settled. one wav or 
the other. Every instrument is required to bear a symbol 


indicating its working principle, such as “ Moving Coil," . 


"Hot Wire," &c. A repeated overload test. intended to 
Wiscover mechanical weaknesses, has been introduced, and 
might well be included in the next revision of B.E.S.A, 
Specification 89. 
le designers of electrical measuring instruments in this 
country have, evidently. little to learn and nothing to fear 
trom this latest V.D.E. Specification. 
Kenelm Edgcumbe, 


London, May Ist; 1922. Major. 
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PARLIAMENTARY NOTES. 


(FROM OUR PARLIAMENTARY REPORTER.) 


Rating of Machinery.—On April 25th. Sir J. Remnant 
moved the second reading of the Rating of Machinery Bill. 
He explained that the object of the mensure was to make 
it clear that, in estinating the rateable value for purposes of 
local rates on any hereditament that might-be used for trade 
business or manufacturing purposes, machinery should not 
be included unless fixed or attached to the hereditament. 
Clause 2 of the Bill defined the expression "fixed or attached" 
machinery as that which was so fixed that it could not be 
removed from its place without necessitating the removal of 
any part of the hereditament. There was no question, he 
said, that the whole of our system of rating was in such 
a muddle that no manufacturer knew where he stood. 
The systems in vogue varied with the large number of 
different assessment authorities throughout the country. He 
had heard of a case that day at Leeds, where there were 


four different assessment authorities with four different 
systems. To-day the manufacturers in England and 


Wales were at a great disadvantage compared with those 
in Scotland, Ireland, or, indeed, in any other country. One 
of the great causes of the present unemployment was due to the 
fact that many of our manufacturers had had to pay in State 
and local taxation alone more than their foreign competitors 
had to pay in labour plus standing charges. Не instanced 
the case of a great engineering firm which, before the war, 
was rated at £8,759. It bad been given notice by the 
Union assessor that he intended to inerease the percentage 
of the capital value of the machinery, and that for the 
future it would be rated at £47,073! Over 00 per cent. 
of that valuation was due to the inclusion of machinery that 
would have been exempted in any other country. He failed 
to see why English and Welsh manufacturers should be thus 


penalised. : 

Sir Ion HawrrToN BENN, who seconded, said that the rating 
of machinery penalised enterprise and efficiency. It en- 
couraged the maintenance of old and obsolete machinery and 
the continuance of old methods. It was curious that we, 
who prided ourselves on being a business race, should be the 
only nation that made a manufacturer pay higher rates if 
he scrapped old iron and installed modern machinery. 

Мапу other representatives of manufacturing and business 
interests supported the Bill, which, by 127 votes to 17, was 
read a second time. | ME С. 

The Engineering Dispute.—On April 27th, in reply to Mr. 
Clynes, who asked whether, now that negotiations in the 
engineering dispute had broken down, the Government would 
set up а court of inauiry, Mr. CHAMBERLAIN said: “ His 
Majesty’s Government have been most anxious that this 
calamitous dispute should, if possible, be settled by the 
parties themselves without Government interference, but the 
Government have throughout kept in teuch with all parties 
to the negotiations, and have more than once succeeded in 
bringing them together again when a final rupture seemed 
inevitable. The special dispute on wages in the shipbuilding 
trade appears now to be in course of settlement, a basis of 
agreement having been arrived at for submission to the mem- 
bers of the unions concerned. No agreement has been 
reached, however, in the engineering trades on the questions 
related to managerial functions, and an extension of the lock- 
out seems inevitable. In these circumstances the Minister 
of Labour, on behalf of H.M. Government, has appointed 
Sir William Mackenzie to be a Court of Inquiry under Part 
II. of the Industrial Courts Act, so that the public may have 
an independent account of the character and limits .of the 
question or questions in dispute.” . 7 

[This subject is referred to in our leading columns and in 
“ Notes."'] ; 

Empire Wireless Chain.—In the House of Commons, on 
April 26th, Mr. Hurd asked the Postmaster-Géneral whether 
апу, and, if so, what, replies -had been received from the 
Governments of the Dominions and India respecting their 
attitude towards the Imperial Wireless Chain; and whether 
any of them, and, if so, which, had entered upon wireless 
projects of their own, independently of the Post Office 
scheme. | = 

Mr. KELLAWAY, Postmaster-General, replica: “ The: only 
Dominion which has entered upon апу wireless project of its 
own is Australia, whose representative at the Imperial mect- 
ings of last year reserved to the Commonwealth Government 
full freedom of action to decide in what manner it would, 
co-operate in the Imperial Wireless scheme. The Indian! 
Government has stated that it will have difficulty in finding 
funds to erect a high-power station of its own, and the posi- : 
tion thus created will also be examined. Communications 
are proceeding with the Union Government and the Canadian 
Government is sending two representatives to this country: to : 
discuss the matter. 
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NEW PATENTS APPLIED FOR, 1922. 


(NOT YET PUBLISHED.) 


Cempiled epres for this journa] by Messrs. Serton-Jongs, O'DELL AND 
STErHeENs, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


10,674. “ Electric storage batteries," Chloride Electrical Storage Co., Ltd., 
and B. Ford. April 13th. 

10,677. “ Apparatus for preventing operation of electric appliances on 
motor vehicles." Scintilla. April 13th. (Switzerland, May 20th, 121.) 

10,678. “ Electric incandescent lamps, &c." S. J. Frost. April 13th, 

10,683. *“ Ignition devices for internal-combustion engines." Е. Urbain. 
April 13th. (France, April 14th, 1921.) 

10.695. * Head lights for vehicles." A. L. Strange. April 13th. 

10,700, “ Electric apparatus for producing ozone." W. S. Сгай-Вакег and 
E. T. Brook. April 13th. 

10,704. “ Radio transmitting systems." 
Thomson-Houston Co., Ltd. April 13th. | 
10,714. '' Circuit arrangements for electric relays." H. R. Wright. April 
13th. | 

10,728. “ Circuit-controlling devices for ignition systems of automobiles." 
D. C. Williamson. April 18th. 

10.744. '' Manufacture of electric incandescent lamps, wircless valves. &c."' 
M. J. Osborn. April 18th. 

10,754. “ Electric switches." 5, R. Gibbon. April 18th. 

10,759. “ Candie lamps." Wyncott & Sons, Ltd. April 18th. 

10,791. *' Electric fuses.” J. A. Crabtree. April 18th. 

10,796. © Electric pump." J. B. Belcher. April 18th. 

10,798. “ Sparking plugs, &c." F. J. Mills and G. H. Ward. April IBth. 

10,808. “Power generator." W. J. Rodgerson. April 18th. 

10,5812. ‘* Electricallv-driven pumps." W. N. Cheyney, D. Maclachlan, and 
E. W. O'Hara. April loth. 

10,821. '' Electric. switches.” 
and Sperryn & Co. April 18th. 
10,839. “ Electric seam-welding machines." Е. Schroder. April 18th. = 

10,836. *'' Electric butt-welding machines." E. Schroder. April 18th. 

10,837. '' Electric heating and welding apparatus." E. Schroder. April 
1sth. 

10,861. ‘‘ Storage batteries." Safety Car Heating and Lighting Co. April 
18th. (United States, March llth.) 

10,871. '' Wireless telegraphy.” 
April 25th, 1921.) 

10,886, ‘* Selecting-devices for telephone systems." С. Rockley. April 18th. 

10,887. “Inductance devices." Western Electric Co., Ltd. April 18th. 
(United States, May 21st, 1921.) 

10,895. * Electric pocket-lamps." B. Rogge. April 18th. 

10,903. *' Radio-active tubes." Etablissements Gaiffe-Gallot et Pilon. April 
18th. (France, May 24th, 1921.) 

10,904. '' Cable guide for cable drums." Compagnie d'Entreprises Electro- 
Mécaniques. April 48th. (France, May oth, 1921.) 

10,905. “ Electric commutating switches.” J. Bally. April 18th. (France, 
July 13th, 1921.) 

10,919. ‘* Lock for electric incandescent lamps." R. L. Rolfe. April 18th. 

10,923. “ Electric condensers.” E. J. Halling. April 18th. 

10,932. *“ Apparatus for automatically operating electrice switches." W. 
Frisby. April 19th. 

10.945. '' Electrodes.” R. F. Woodburn. April 19th. 

10.953. “Ignition magnetos," W. Calder. April 9th. 

10,967. ‘Connection of electric cables to electrical apparatus." F. B. 
Holt and Metropolitan-Vickers Electrical Co., Ltd. April 19th. 

10,968. '' Apparatus for regulation of gasfilled X-ray tubes." А. C. 
Gunstone and X-rays, Ltd. April 19th. 

10.975. *' Magneto-electric machines." H. Kaupmann. April 19th. 


E. F. W. Alexanderson and British 


British. Brass Fittings, Ltd., G. N. Sperryn, 


G. Passarge. April 18th. (Germany, 


10,982. “ Electrically-hcated flat-birons." Orientex Handelsges. April 19th. 


(Germany, September 12th, 1921.) 

10,987. “ Electric switches." А. P. Lundberg, G. C. Lundberg, P. A. Lund- 
bere, and G. Pegg. April 19th. 

11,006. '' Automatic traffic distribution for tclephone systems." Compagnie 
Francaise pour l'Exploitation des Procédés  Thomson-Houston. April 19th. 
(France, April 19th, 1921.) 

11,007. ''Suspension devices.” 
April lth. 

11,008. *'' Electrically-heated devices.” British Thomson-Houston Co., Ltd. 
(International General Electric Co.). April 19th. 

11,009. *'' Electric flat-iron.” H. Baron (К. Frister Akt. Ges.). April 19th. 

11,027. *' Electric water-heaters." J. R. Quain. April 19th. 


11,044. '' Automatic step-by-step switches for telephone systems." Auto- 
matic Telephone Manufacturing Co., Ltd. April 19th. (United States, April 
29th, 1921.) 

11,046. *' Process for electrolytically manufacturing compact metallic. beryl- 
hum." H. Goldschmidt and A. Stock. April 19th. 

11.047. *'' Electric cut-outs.” А. Baderna. April 19th. (Italy, April 28th, 


British Thomson-Houston Co., Ltd. 


11,000. “ Apparatus for actuating electric indicators for enyine-rooms, 
&с'' К. Ainsley. April 20th. 

11,079. * Operating devices for brakes, throttle valves, magnetos, &c., of 
automobiles." Calthorpe Motor Co. (1912), Ltd., E. C. Davison, and J. P. 
Hillhouse. April 20th. 


11,095. “ Electric heating fabric." В. R. Charles. April 20th. | 

11,114. “ Sparking plugs." A. J. Bohringer and С. G. Pullin. April 20th. 

11,121. ©“ Insulating sleeves for electric transformers, &c." E. Hafely et 
Cie. Akt. Ges. April 20th. (Switzerland, April 2151, 1921.) 

11,127. © Protective devices for dynamo-electric machines." W. E. M. Ayres 
and English Electric Co.,. Ltd. April 20th. 


11,145. *' Electric insulators." ritish Thomson-Houston Co., Ltd. (M. F. 
Н. Gouverneur). April 20th. 


11,147. '' Measuring distances with the aid of sound." Atlas-Werke Akt. 
Ges. April 20th. (Germany, May 24th, 1921.) 

11.154. '' Telegraphic sending-keys." N. W. McLachlan. April 20th. 

11,164. “ Manufacture of electric thermal fabric." A. Negromanti. April 
20th. (Italy, April 30th, 1921.) 

11,165. ** Switch apparatus for electric starters of internal-combustion en- 
gines." Scintilla. April 20th. (Switzerland, May 4th, 1921.) 

11.173. © Manufacture of storage-battery separators.” H. Wade (Gould 
Storage Battery Co). April 20th. 

11.184. *© Asvnchronous induction 
April 20th. (Italy, July 2nd, 1921.) 

11201. ''Tramcars." Н. Sutton. April 21st. 

11.223. ''Sparking plugs." J. Judge. April 21st. 

11,227. *'Squirrel-cage rotors, &c." J. Jones. April 21st. 

11,259. © Electro-magnetic apparatus." J. Erskine-Murray. April 21st. 

11,266, ''Sparking plugs." A. T. W. Goldsmith, April 21st. 

11.274. ''Receiving device for sound echoes." Atlas-Werke Akt. Ges. 
April 2ist. (Germany, Мау 3l«r, 1921.) 

11.275. “ Measuring distance with the aid of sound impulses.” Atlas- 
Werke Akt. Ges. April 21st. (Germany, May 27th, 1921.) 
11.28)  *' Electric heating apparatus for bair-waving." P. Sartory. April 
21. 

11,287. '' Telephone systems.” Automatic Telephone Manufacturing Co., 
Ltd. April 21м. (United States, March 29th.) 


11,295. “ Primary cells," Soc. Anon le Carbone. April 21st. 
March 18th.) 


electric machine." V. Martinetto, 


(France, 


11,300. ''Alternating-current iectifiers." Siemens and Halske Akt. Сеѕ. * 
April Zlst. (Germany, May 24th, 1921.) 

11,302. '' Repeaters for railway-signalling systems." Genera. Electric Co., 
ltd. April 2lst. 

11,304. '' Instrument transforrflers." Landis & Gyr Akt. Ges. April 21. 
(Switzerland, April 2lst, 1921.) 

11,209. ''Prepayment meter." Landis & Gyr Akt. Ges. 
(switzerland, April 21st, 1921.) 

11,3900. ''Supporting core оп electrical measuring instruments." Landis 
and Gyr Akt. Ges. April 2150. (Switzerland, April Zlst, 1921.) 

11,314. '' Automatic commutating switches." Anciens Etablissements Bar- 
bier, Benard et Turenne. April 24st. (France, June 10th, 1321.) 

11,316. * Sparking plug." Fauth & Muhlberger and W. Mublberger. 
April 218. 

11.318. "'' Electric controliers." 
M. J. Pattison. April 21st. | 

11,338. * Cover for protection of electric cables laid in the ground." D. 
Denholm. April 22nd. 

11,340. “ Multi-pote magnetic pendulum." В. J. Baker. April 22nd. 

11,356. “ Electric light fittings." F. Marshall. April 22nd. 

11,363. © Electricity meters," R. Amberton, April 22nd. 

11,367. “ Telegraph instruments." А. Gordon and Siemens Bros. & Co., 
Ltd. April 22nd. 

11,368. * Metering calls in telephone systems." D. A. Christian, W. С. 
Patterson, and Siemens Bros. & Co., Lid. April 22nd. 

11,369. ** Circuit. arrangements for operating automatic, &c., telephone sys- 
tems. J. Berry, C. L. Peters, and Siemens Bros. & Co., Ltd. April 2rd. 

11,379. '' Automatic telephone systems." R. L. Murray and Telephone 
Manufacturing Co., Ltd. April 22nd. 

11,380. * Telephone systems," Ges. fur Drahtiose Telegraphie. April 2nd. 
(Germany, April 23rd, 1921.) 

11,382. ‘* Oil-iminersed overload 
April 22nd. 

11,383. ‘* Manufacture of fuse-heads for electric firing." W. O. Littleburv 
and Nobel's Explosives Co., Ltd. April 22nd. 

11,396. '' Overhead construction for carrying electric conduits, &c." J. T. 
lhompson. April 22nd. 

11,397. '' Radio-ommunication, &c., signalling systems.” J. Scott-Taggart. 
April 22nd. 

11,401. '' Telephone cables." Johnson & Phillips, Ltd., and G. C. Регг. 
son. April 22nd. 

11,759. *'' Candle lamps." E. Goodwin. April 18th. 


April 21st. 


LI 


Electro-Mechanical Brake Co., Ltd., and 


electric circuit-brcakers," J. Hall 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, und all subsequent proceedings will be taken. 


1920. 

27,772. '' Vacuum or thermionic tubes or valves." J. Н. Whittaker-Swin. 
ton. September Wth, 1920. (177,816.) 

29,255. “ Electric switches." J. F. Smith. January 24th, 1921. (177,89. 

30,425. *'' Dynamo-electric machines and method of constructing the same." 
J. B. Wiard. October 27th, 1920. (177,827) 

30,997. *'' Electric rivet-heaters.” W. 5. 
October 29th, 1920. (177,828.) 

33,626. '' Means for bonding the metallic sheaths of electric conductors." 
M. J. Railing, F. G. Quance, and H. V. Owen. November 29th, 19. 


Johnson and J. W. Shefer. 


36,4199. ““Dynamo-clectric machinery." W. B. 
1920. (177.851.) 
36.630. '' Radio-transmitting 
December 31st, 1919. (156,159) 
36,608. '' Primary electric batteries." Dr. О. Urbusch. December 28th, 
1919. (156,171.) 

1921. 


297. “ Acrials for use in wireless signalling." T. L. Eckersley. January 
24th, 1921, (177,869.) 

466. ‘“ Combined clectric resistance and cut-out.” Thor Electric Safety 
Lamp Co., Ltd., and T. Streton. January oth, 1921. (177.874.) 

827. “ Wireless and light signailing devices." A. U. Sarnmark. December 
Ist, 1919. (156,760.) 

853. ''Incandescent electric lamps." N. Wise. 
(156,778.) 

&59. ''Spark-plugs for use in internal-combustion engines.” F. L. Madler. 
June 3rd, 1919. (156,779.) 

932. '' Arrangement of brushes for disc-shaped commutators.” F. Krupp 
Akt. Ges. February 17th, 19317. (157,088.) 

1.364. ''Devices for modulating the amplitude of electrical high-frequercr 
oscillations," H. Vogt, Dr. J. Engl. and J. Massolle. April 7th, 1213. 
(157,437 .) 

1,407. *'' Dynamo-electric 
(157.726.) А 

2,071. '' Apparatus for recording the number of calls made by _ telephow 
by a subscriber." H. J. Webb and E. Webb. January 14th, 1921. (177.85. 

2,274. ‘ Variable reactances.’’ British Thomson-Houston Co., Ltd. (Gen 
eral Electric Co.). January 17th, 1921. (177,898.) 

2,302. ‘Subscribers’ instruments for automatic telephone — systems” 
Siemens Bros. & Co., Ltd., and C. R. Riber. Jan. 18th, 1921. (Addition tv 
145.360.) (177.900., | 

3,087. “ Adapters for clectric iampholders," Е. Schattner. January 20h, 
1921. (177,910.) 

3,190. *''Indicating — instruments." British Thomson-Houston Co., Lu. 
(General Electric Со.). January 25th, 1921. (177,911. 

3.175. “ Aerisls for wireless systems.“ G. P, Grenfell and J. Robins. 
January 26th, 1921. (177,91) 

5.248. .'' Method of and means for measuring the length of electric waves ^ 
J. S. E. Townsend and J. H. Morrell. February 15th, 1921. (177.938) А 

5,468. '' Bindiag-posts for electro-medical apparatus." Е. Read and E. Е. 
Greville. February 17th, 1921. (177,941.) | 

6.141. '' Electric incandescent lamp and holder therefor." E. De Lorenz. 
February rd, 1921. (177,955.) ng 

6.156. ‘ Electric fittings.” М. W. Scaife. February 23rd, 1921. (177.40) 

6,488. ‘* Devices for testing the electric ignition in internal-cambusiion 
engines," W. Carr. February 26th, 1921. (177,982.) 

7.744. “Automatic electric switches.” W. J. Allen, W. D. Vick. Мег" 
11'һ, 192]. 1177.975.) 

8.238 " Cammutators for 
March 16th... 1921. 1177.978.) 

8.876. '' Automatic electric time-switch," А. J. 
1921. (077.984) . 

16,92. “Instruments for applving the rays emitted. by radium and tk 
radio-active substances," J. A. Hodgson, R. H. Walker, and J. 1. R. Mar 
shall. June 13th. 1921, (178,032. 

22.200. ''Dwnamo-etjectiic machines.” J. Биш. 
(Divided application on 157.725.) (168,332. "E 

97,089. “ Process and apparatus for purifving gases by electriuiti 
Siemens-Schuckertwerke Ges. October 22nd, 1920. (170,575.) 

1922. 


Sayers. December Sth, 


apparatus." Western Electric Co., Lid. 


February 7th, 1919. 


machines." J. Bijur. November 8th, 1919. 


dvnamo-electric machines.’ G. Seb roe ty. 


Wheeler. March 234 


November Bth, 1919 


A922. 


604  '' Electric junction boxes or the like," M. J. Railing. F. G. Quant. 
and H. V. Owen. November 29th, 1990. (Divided application on 177,52 
(178,051.) ЭМ 

4.609. “ Electric. switches," P. Merguin. February 18th, 1921. (1,2 
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two hundred pages, 
respects than its predecessors. [t is divided into seven 
parts, and should be useful as a record of many 
branches of German industry in 1921 and partly also 
in 1920. But as conditions in Germany are constantly 
subject to rapid changes under existing circumstances, 
much of the information, particularly "the statistics as 
to prices, cannot apply to the actual situation at the 
present moment. 

The financial part written by the Cominercial Secre- 
{агу at Berlin will well repay perusal. In the intro- 
duction the author. in dealing with the currency prob- 
lem and the depreciation of the mark, states—and does 
so with good reason—that the practically universal 
habit of emphasising the difficulties of the country with- 
out pointing out the many improvements which have 
taken place since the end of the war, and the inherent 
strength of the German position, in the end produces a 
feeling of depression and apprehension outside Ger- 
many which is not warranted by the facts, and which 
finds its expression in loss of contidence in German 
currency in other countries. During the year Germany 

was able to attract a large portion of the world's trade 
in manufactured goods, owing very largelv to the low 
rate of the mark, and in a time of general depression, 
such as at present, this alone is a boon of incalculable 
value. It is also stated that it is the low level of the 
mark which has enabled the country to return to her 
former oversea markets and to open new ones; it has 
enabled the country to proceed rapidly with the recon- 
struction of the mereantile marine, as German ships, 
which are paid for in paper marks, can earn freights 
paid i in vold; and it has saved Germany from the crush- 
ing burden of unemployment under w hich the remainder 
of “the world has laboured so heavily. Under these cir- 
cumstances it is not surprising to hear that a powerful 
section of the community is in no hurry to see the dis- 
appearance of such an effective commercial weapon as 
the low mark. Apart from this cause, the reader is 
reminded that further reasons why the Germans can 
sell at low prices are the inadequate collection of 
taxes, the subsidies in the form of State purchases of 
food, cheap price-controlled coal and coke, low railway 
rates and low postal and telegraph charges, and low 
waves, 

Coming to consider the for eign trade of the country, 
the report gives in an appendix a comparative table of 
the imports and exports in 1913 and 1920, while the 
figures for 1921 are stated onlv to cover the period of May 
to December. "Those who would like to see the coinplete 
figures for the whole year will probably wonder why 
returns are given for eight months to the exclusion of 
those for the first four months of that year. The reason 
is that the German Statistical Board has never pub- 
lished the figures for January to April inclusive, and 
it is somewhat unfortunate that such an explanation is 
not afforded by the report. The‘conclusion is reached 
by the Commercial Secretary at Berlin—and it is a verv 
correct one—that 1921 for the most part was a period of 
commercial and industrial success, which is in marked 
contrast to the financial difficulties of the Reich. 
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Some thirty pages are devoted to a consideration of 
the iron and steel and allied trades. In the case of iron 
and steel, the Commercial Secretary at Cologne thinks 
that Germany occupies a predominant position in the 
export trade, but this view of the question is not enter- 
tained by the German producers themselves. The latter, 
as well as other industries, have the advantages of the 
so-called indirect subsidies previously mentioned, and 
the benefit of comparatively cheap labour. The present 
boom in the trade, which is attributed to foreign pur- 
Chases on account of the collapse in the exchange, specu- 
lative merchant buying for higher prices, extensions of 
plant and the replenishment of stocks, is not econ- 
sidered altogether healthy. The export trade last year 
was favourable, new capital was readily forthcoming, 
and the amounts paid away in dividends by a number 
of companies for the financial vear ended with June were 
very appreciable—in paper marks. Passing on from 
the further amalgamations and communities of inter- 
ests which were established last vear, the report proceeds 
to discuss the problem of wages in the metal industries, 
the important point being brought out that the present 
tendency is for the wages of the unskilled workman to 
approach very closely those of the skilled man. The 
prices given of various iron and steel products are 
merelv of past interest, as quotations have moved still 
further upwards to a considerable extent since the ofticial 
report was completed, and the same observation applies 
to the prices given of the different qualities of coal. As 
no official figures are available, it is impossible to state 
the actual production of iron and steel last year, but 
the report puts the make of steel at 7,500,000 tons. 
German statements, however, put the total at 8,200,000 
tons. 

As to the question of mechanical and electrical engi- 
neering, the report recalls the fact that the exports of 
electrical products in 1920 at 67.000 tons were about 
one half of the exports of 133,000 tons in 1913, but the 
corresponding figures for 1921 are not available. The 
electrical trades were kept well occupied on inland re- 
quirements lust vear, electricity supply and telephone 
extensions and electrical transport developments provid- 
ing an appreciable amount of work, while the general 
activity in reconstruction throughout different indus- 
tries resulted in a keen demand ‘for plant and appara- 
tus of all descriptions. The collapse of the exchange in 
August, we are told, led to a flood of foreign orders, but 
many of these engagements are said to have been less 
remunerative than was originally estimated, owing to 
the increased cost of raw materials and the further rise 
in wages. Тһе present tendency amongst engineering 
firms is to quote on short delivery contracts a fixed price 
subject. to surcharges corresponding to increases in the 
cost. of production since the date of the order. 

Proceeding to consider the question of the supply of 
electrical power, the report refers to the well-known 
instances of the Rhenish Westphalian Eleetricity Works 
Co. and the Communal Electricity Works Association 
in the same region; to the use of lignite for the pro- 
duction of steam at electricity works and to the pros- 
pective more extended use of lignite in the future at 
works for supplying high-pressure overland transmis- 
Rion lines. In this connection it is mentioned in the coal 
part of the report that the development of electrical 
power is gradually altering the whole country’s fuel 
position. This 1s being eflected bv the erection of great 
stations on the site of lignite deposits, in which the 
brown coal is delivered straight from the mines into 
the boiler furnaces, and secondly, by means of water- 
power. The vast schemes for the exploitation of the 
latter, the report says, will probably take a decade to 
complete, but in the meantime every vear will see an 
extension of its use. This is the brief intimation given 
of- schemes which certainly are vast, taking into con- 
sideration the comparatively limited water-power re- 
sources of the country. 

The part dealing with labour and the cost of living 
is worthy of consideration by those who have the time 


to devote to these problems ; the great German chemical 


. manufacturers 


industry is entirely overlooked by the report, but ship- 
ping, German ports and waterway schemes occupy a 
large amount of space. 

Taken altogether, the report should prove of interest 
to those who are unfamiliar with the almost daily course 
of trade and industry in Germany, and also be of value 
as a record of certuin movements in different industries 
last vear. There is. however, one nnportant matter 
which appears to have entirely escaped attention. We 
refer to the influence which is being exereised on the cost 
of production and on the competitive powers of German 
in the world’s markets by the constant 
working of overtime by many workmen who, despite 
trade unions, willingly put in two or three extra hours 
a day for the purpose of earning more money for the 
provision, not of necessities, hut of luxuries. If the 
commercial secretaries could throw some light on this 
problem in a short report of a few pages, it would be a 
matter of the greatest Interest to manufacturers in 
general in the United Kingdom. | 


SINCE attending the dinner of ex- 


Electrical hibitors in counection with the recent 
Exhibitions. Hackney Electrical Exhibition, and 


marking their enthusiastic apprecia- 
tion of the manner in which that demonstration was con- 
ducted, we have read an interesting editorial article in 
the Electrical World on the practical abandonment of 
electrical exhibitions in the United States; and it seems 
that from both sources we may derive some useful hints 
for the better conduct of such shows. 

In the first place, the exhibitors at Hackney laid the 
greatest stress on the hearty co-operation that they had 
received from the borough electrical engineer. Mr. L. L. 
Robinson, and his ‘‘ live-wire’’ staff, who spared no 
effort to ensure and augment the success of the exhili- 
tion; tons of juice " were available, and everything 
that à manufacturer could wish done by the electricity 
supply department was done—even to the extent of in- 
augurating a domestic tariff which will give a severe 
shock to electricity supply managers in other Metro- 
politan areas, as it represents a cut of about 50 per 
cent., and in many cases will mean an all-round figure 
of less than 11d. per kWh. Secondly, the exhibition as 
a whole represented a judicious selection of apparatus. 
rather than the bewildering profusion which on 
former occasions has dazzled and confused the visitor 
bv its excessive variety. Now, the latter is the very 
feature to which our American contemporary ascribes 
the disfavour into which the electrical exhibition has 
fallen in the United States. He says: '! Here was à 
теа throng of people come to see. Here was a grevt 
display of electrical appliances; They were both in tne 
same place and vet they didn't get together, and the 
results fell far short of the opportunity. And. the 
reason was because alw avs the people were deceived as to 
what they were to see. They came to see electricity do 
things and we showed them ouly appliances." The 
italics are ours, and we think the last sentence coes to 
the root of the matter. The public wants to see electric 
cookers cook real food: to see the washer wash soiled 
linen: to be educated in electrical operatzons—and the 
author outlines a system of conducting ‘a functional 
electric show ’’ which is well worth the attention of our 
supply managers and their indefatigable foster-mother. 
E.D.A. | Lastly, we тау refer to the importance о! 
making a charge of admission to an exhibition of this 
kind. as was done at H: ackney, not for the purpose of 
covering the expenses, but for two reasons—to exclude. 
at least in part, the throng of mere sight-seers who 
crowd round demonstrations and prevent consumers. 
actual or prospective, from deriving the full benefit from 
them ; and to impress the latter with the value of admis 
sion to the exhibition, for that which can be had for no- 
thing is generally valued at about the same price. No 
eonsumer would be deterred from visiting the exhibition 
bv the imposition of a small charge for admission. 
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We attach the greatest importance to the holding of 
these displays and demonstrations as a most valuable 
and efficient means of educating the public in the advan- 
tages of electrical methods; but manufacturers and con- 
tractors cannot be expected to spend time and money in 
supporting them unless they are conducted on the most 
advantageous lines and hold out good prospects of lead- 
ing to profitable business. 


THERE is а clause in the Electricity 

The Purchase Bill, which is now before the House of 
Clause. Conunons, which 1s of the utmost finan- 
cial importance to electricity supply 

companies, especially the smaller provincial companies. 
The clause in question (Clause 12) gives power to the 
Electricity Commissioners to postpone the date at which 
the local authority has the option of purchase. The Bill 
provides that the Electricity Conunissioners may do this 
either in the Order under which they constitute a Joint 
Electricity Authority or else by a Special Order. The 
Commissioners can, of course, impose such conditions 
as they think fit. Also, the postponement. of the date of 


purchase has to be agreed to by the local authority in’ 


which the powers of purchase are at present vested. 
Where the Commissioners grant such suspension of date 
of purchase under an Order constituting a Joint Elec- 
tricity Authority, they may also impose a sliding scale 
by which prices and dividends are inter-related, 


Such a postponement of the purchase date would be 


to many companies à concession of the utmost import- 
ance, and would materially facilitate their finance. It 
wil be remenibered that it was the shortness of the 
tenure (21 years) in the 1832 Aet that stopped company 
development, and that it was only when the tenure was 
doubled (42 years) by the 1888 Act that company elec- 
tricity undertakings could be made sufficiently promis- 
ing to get the public generally to invest. Indeed, 
throughout the history of company undertakings this 
question ‘of tenure hus repeatedly cropped up as a big 
factor to be taken into account when providing finance. 
Moreover, nowadays when many undertakings are get- 
ting within a measurable distance of their purchase date, 
the question of the length of life of the company becomes 
more important. To many companies, therefore, the 
chance of getting an extension, which is held out by the 
present Bill, should be most welcome. The concession 
will be all the more valuable if the undertaking is able to 
get а supply in bulk (from a Joint Authority or else- 
where), since it will then be able to devote its whole 
capital to the extension of its distributing system and 
pushing the business commercially. The clause is 
undoubtedly one of the plums in this particuar legis- 
lative pudding. 


Ir is rarely that shareholders receive 
Cable Com» a directors’ report so full of vim and 
munications. breathing so much energy and aggres- 
sive business vitality as that issued by 

the Mackay Companies, dated February 15th, 1922. 
The first three pages are devoted to a short historical 
survey of activities in connection with the establish- 
ment of Anglo-American cable communication, followed 
by an outline of the future policy and activities of the 
company; and the following paragraph, on page 4, is 

worthy of note:— 

“The new position of the United States in the affairs of 
the world makes imperative a broad and constructive program 


on the part of the American cable companies, backed up by 
the moral and diplomatie assistance of the United States 


Government. 

Accordingly, the Commercial Cable Co. has entered 
into an agreement. with the German Government. which 
was executed on Januarv 17th last, for the laving of a 
cable from New York тта the Azores to Emden, and this 
is to be in operation on or before October Ist, 1993. A 


cable тта the Azores from New York to France has been - 


decided upon. nnd power to deal direct with the public 
in France is being sought. Permission is being sought 


from the American State Department to lay & second 
Pacific cable. New oftices have been secured in Worin- 
wood Street, and the report also states that a direct 
wire between London and Antwerp has been leased. It 
is hoped to secure a wire also between London and Am- 
sterdam or Rotterdam. А new cable steumer, the JoÀn 
W. Mackay, was launched during the year. The land- 
line system is being built up, and an action at law has 
been decided in the company's favour. 

Perhaps the dominant position of American tele- 
graphic enterprises is best shown by a sentence which 
reads as follows:— | 

“ All of the cables operating between the United States and 
England are controlled by American companies." 

Other cables could be mentioned connecting Dritish 
Colonies which, although owned by British under- 
takings, are controlled absolutely by American com- 
panies, either through shareholders or agreements, and 
it is surely time that steps were taken by the British 
companies, backed by the British Government, to see 
that the British Empire is bound together by cables 
under British control. 

It is noteworthy that the report under review does not 
this year refer to wireless activities, and no doubt it 
has been found illogical to state that communication by 
radio is only fit for ship and shore work when, as a 
matter of fact, several trans-Atlantic high-speed auto- 
matic duplexed circuits exist, competing with the cable 
services. Thus, wireless telegraph channels are func- 
tioning effectively between the U.S.A. and France, Ger- 
many, Norway, and Great Britain, as well as between 
the U.S.A. and Hawaii Islands and Japan, between 
London and France, &c., and other long-distance ser- 
vices bv wireless are contemplated. 

We have often dealt with the importance of pro- 
viding the Empire with proper telegraphic facilities and 
advocated “© all-red "' routes, and it is to be hoped that - 


negotiations now pending for an Imperial chain will be 


brought to a rapid and successful conclusion. Too much : 
valuable time has unfortunately already been wasted. 


| UNFORTUNATELY at the time of writ- 
The Engineering ing there is nothing good to report 
Lock:out. regarding the lock-out situation. T'he 
inquiry has been held, and Sir William 

Mackenzie has made an effort to bring the parties 
nearer together, but without success. His report will be 
awaited with interest—it is stated that it was formally 
laid on the table at the House of Commons on Tuesday 
night. We prefer not to form a hasty judgment as to 
the real influence of the Industrial Court Inquiry on 
the situation. We are aware that things were said 
during the proceedings which did not make for peace. 
One side seemed all along to have little desire for an 
inquiry, and the position was not made easier by the 
attempt to draw the men into the works on individual 
contract arrangements while the investigation was pro- 
ceeding. On the other hand, allusions to a future 
altered industrial order are of little use while a dispute 
is in progress, however high may have been the expecta- 
tions raised during the war regarding the post-war im- 
provement of Labour’s position. It is impossible to 
forget the desire of extremists to ‘‘get rid of the 
masters,’’ to ignore the statements of those who made no 
secret of the fact that harmonious relations were the 
last things that they desired, or to overlook Union 
circulars which expressed the avowed object of ‘* con- 
trolling industry.’’ These things all go to the making 
of atmosphere, and atmosphere means much when efforts 
are being made to bring about a‘ lasting settlement of 
the complex question of managerial control. If, only 
Labour could stifle its idealistic extremists and Capital 
its reactionaries who want things to remain as they. 
were elght-or nine years асо. both sides might find it.” 
easier to work together amicably, perhaps even under 
Whitley Councils. Meanwhile, trade is being lost. Union: ` 
funds grow smaller, the share-out shrinks to 10s. per ` 
week. and the spirit of discontent inevitably spreads. 


D 
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THE SPEARING WATER-TUBE BOILER. 


We recently described the new boiler-house plant in- drum to the headers and tubes. The arrangement 
stalled at the Wimbledon Corporation riectricity Works is well shown in figs. 1 and 2. The internal dia- 
(ELECTRICAL Review, October 7th, 1921, p. 485), the ` meter of the downcomer pipe is usually about 8 in., so 
chief features of which were two ''Spearing " water- that the risk of choking by deposit ‘or incrustation is 
tube boilers each having an evaporative capacity of negligible. In the position which it occupies it is not 
25,000 lb. of steam per hour. Boilers of this type are y 
not new; a large number of them have been made, some 
of which have been in service for 12 years, and arrange- 
ments have now been completed for the manufacture of 
the boiler on an adequate scale. For this purpose the 
Spearing Boiler Co., Ltd., has acquired a controlling 
interest in the well-known firm of Messrs. Tinkers, Ltd., 
whose works at Hyde, near Manchester, we visited re- 
cently. The Spearing boiler is already being manu- 
factured in these works, and plans have been drawn up 
for the enlargement of the factory to double the exist- 
ing capacity. 

There are two types of Spearing boiler, the first with 
a longitudinal drum and the second with a cross drum. 
The first type is adopted for smaller sizes, and the latter 
for boilers of larger capacity. Both are of the sec- 
tional header class; and the main distinctive features 
common to both are the downcomer pipes, the reservoir 
mud drum, the enlarged nipples, and the straight 
headers. 

Taking the last first, the headers are straight, rec- 
tangular, and larger in area than usual by 40 per cent. 
Straight headers have the advantage of affording freer 
circulation to the steam and water and of being more 
easily cleaned than the sinuous tvpe. As it is not neces- 
sury to stretch the material in construction to the 
same degree as in the sinuous headers, the thickness of 
the straight headers is more uniform. Further, it 1s Fra. 1.—Two 25,000-LB. SrrantiNG. BOILERS IN COURSE OF 
a simpler matter to make the joints between the straight | ERECTION. 
headers air-tight. The headers are connected to the 
drums by nipple tubes which are 28 per cent. larger 


in area than is usually the case—a feature which in- subjected to excessive temperature. Each pipe is solid- 
creases the safe and steady steaming capacity of the drawn, and is flanged at each end so that it may be 
boiler. bolted to starid-pipes riveted to the steam drum and mud 

The reservoir mud drum has to be considered in con- drum respectively. This arrangement enables the down- 
nection with the downcomer pipe which leads to it from comer pipe to be readily detached if necessary. 


Ibooccooooosce | 
j — 20'6' OVER VERTICALS 


LI ee S 
Aaja meranap e cere eee 


ES. "== 


(CA Мт 


х= == > 


S ir uei 
e А і! — Ҹа 
Li " + ! ы Pe 
j em EFN Gili disi 
(о ! ЕНШ num 
Жы HY : жы : BUE НЕНЕН: 
аыл ры Фа Байыз “С: AS | d ONE GU 


= ~ /], 
— / 


"Wem ae HALF CROSS SECTION HALF FRONT VIEW 


-— Mee Pr iu ER itu ee ! 


і ~ 
i 


метом ы ^€CTION 
Boiler-heating surface, 7,500 sq. ft. Economiser-heating surface, 2,800 sq.ít. Working pressure, 180 Ib. per sq. іп. Superheat, 200 deg. F. 
Ета. 2.—8SPFARING Cross-DruM BOILER, WITH SUPERHEATER, ECONOMISER, AND MECHANICAL STOKER. 
the circulation drum. The function of this pipe—one, By means of the downcomer pipe all the water is cir- 
two, or more are fitted according to the evaporative culated through the mud drum, which collects and 
capacity of the boiler—is to secure positive circulation retains deposit which would otherwise be distributed 
from the main steam and water drum through the mud through the headers or on the steam generating surfaces. 
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The mud drum is of ample size, and is easily accessible 
for cleaning. The water flows from it through short 
connecting nipples to the back headers, providing a full 
supply of water to the bottom rows of tubes first. The 
flow is in the right direction along the tubes—upward 
and onward. As the tubes nearer the fire play the 
larger part in steam generation, the correct mode of 
water supply is of great importance. The Spearing 
boiler claims to surpass other water-tube boilers in this 
connection, and it has been especially successful in the 


Fic. 3.— SegaR ING. BOILERS IN ASSEMBLING SHOP AT THE LIYDE 
WORKS. 


case of oil firing, the freedom from blistering of the 
tubes due to the positive supply of water to the bottom 
rows of tubes being very marked. 

In the longitudinal drum type the headers are con- 
nected to the drum by curved nipples directly expanded 
into holes in the drum. These holes are compensated 
for by a doubling plate, thus avoiding the weakness of 
a cross-box with a large opening in the shell and a con- 
siderable flat surface. 

One outstanding result of the general design of the 
Spearing boiler, with large downcomer pipes, large 
nipples, and straight headers, is that a free, natural, 
and positive circulation is secured. This feature, com- 
bined with the ample steam and water capacity, enables 
the boiler to respond readily to overload demands. The 
renewal and the cleaning of tubes are not only excep- 
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Fic. 4.—LARGE PLANING MACHINE WITH ENDING DEVICE. 


tionally simple, on account of the tubes being straight 
and easy of access, but the necessity for either is re- 
duced by the peculiarities of. circulation mentioned 
above. Expansion and contraction stresses are also 
minimised, as all parts liable to considerable changes 
in dimensions are free to adjust themselves. 

The factory, which is situated near Newton station 
on the Great Central Railway, contains machinery 
which can be directly adapted to the manufacture of 
Spearing boilers, and also possesses considerable room 


fit of the butt strap plates and ends. 


pneumatic riveters. 


for additional plant. At present the capacity of the 
works is three boilers per week, and the developments 
immediately in sight will provide for an output of at 
least ten complete large boilers per week. 

The first step in the process of manufacture is the 
planing of the flat plate on all edges. This is done on 
a 30-ft. planing machine fitted with an ending device 
which completes the ends at the same time as the sides. 
The plates are then bent into cylindrical form in bend- 
ing rolls capable of taking plates up to 10. ft. in length 
and 1 in. in thickness. These rolls will shortly be sup- 
plemented by an hydraulic upsetting press, by means 
of which the edges of the plates will be pressed into the 
true cylindrical form. 

The company is also about to install new large elec- 
trieally-driven plate-bending rolls made by Messrs. John 
Musgrave & Sons, Ltd., for bending plates up to 20 ft. 
in length and 1} in. in thickness. Тһе rolls are fitted 
with a hinged bearing, to allow of the cylinder being 
easily withdrawn from the top roller. Тһе bottom 
rolls are driven by a 75-b.h.p. electric motor through 
steel gearing, and the adjustment of the top roller is 
effected by means of a 20-b.h.p. electric motor. Тһе 
total weight of the machine will be 75 or 80 tons. 
= All holes are solid drilled right through; and after 
the drilling operation is completed the whole drum is 
taken apart and the holes are cleaned to take away all 
the swarf between the plates, so as to ensure the perfect 
Where possible, 
the riveting is done by means of an hydraulic riveting 
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Fic. 5.—EuECTRICALLY-DRIVEN. BENDING ROLLS. 


machine capable of exerting pressure up to 150 tons. 
In other cases the work is done by hand or by means of 
After the riveting is completed, 
the edges of all plates are fullered by pneumatic tools 
to ensure a tight fit. 

After hydraulic testing to double the working pres- 
sure, the holes required for connecting up to the 
headers are drilled by means of a special trepanning 
machine. Three of these machines are already in- 
stalled, and in the near future the equipment will be 
increased to nine. | 

The headers are solid-drawn from mild steel, and, 
except in the boilers for the lowest pressure, they are all 
fitted with internal caps. In assembling the tubes into 
the headers, the end of each tube is placed in position 


and is expanded until it makes close contact with the 


circumference of the hole in the header. The ends of 
the tubes are then bell-mouthed by means of a pneumatic 
tool, so that any tendency for the tube to draw out is 
efficiently checked. 

Each section of tubes and headers is completed by 
itself, the final process being the fitting of the caps. 
All the caps are internal, and, owing to the smooth sur- 
face obtained by the solid drawing of the header, it 
has been found unnecessary to machine the header in 
order to obtain efficient contact between the cap and 
the base. This permits of a very rapid assembling, 
after which each section is hydraulically tested up to 
double the working pressure. 

Following the testing of the tubes and headers, the 
various parts are assembled and, after inspection, are 
taken down for transport. y 
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The fitting shop, where all the small component parts, 
stand-pipes, tubes, &c., are drilled, is equipped with 


machines for planing and shaping the sides of butt 


straps, saws for sawing the tubes, and screwing and 
tapping machines for the headers. | ! 

. All. Spearing boilers are fitted with Ferguson patent 
sectional superheaters, which have been thoroughly 
tested. on all types of boilers for many years. The chief 
feature of the Ferguson superheater is the ease with 
wbieh sections can be removed without disturbing other 
Sections or steam-pipe connections. Each section con- 
sists of a U-shaped tube terminating in flanges which 
are bolted to the headers. When a section is removed, 
blank flanges can be placed on the openings so that the 
superheater as a whole can continue working. 

The weight of each section is about 120 lb., so that 
there is no necessity to use expensive lifting tackle in 
effecting repairs or replacements. ‘The joints, which 
are out of the path of the flue gases, can be examined 
while the boiler is working. The amount of superheat 
obtained can be varied by increasing or decreasing 
the number of sections. It is claimed that on the 
average the use of the Ferguson sectional superheater 
reduces the coal bill from 10 to 20 per cent. 


Fia. 6.—SrEARING 25,000-LB. BOILER WITH ECONOMISER, AT PETERBOROUGH 
ELECTRICITY Works (four being installed). 


~ 


Among the other developments arranged for by the 
Spearing Boiler Co. is the manufacture of all the 
structural and chimney work required for boiler instal- 
lations. A large punching and shearing machine with 
an attachment for cutting angles has been installed for 
this purpose. A joiners’ shop is at present being added 
to the factory. 


ELECTRICITY ON THE FARM: A MODEST 
EXAMPLE, 


By F. R. CRIPPS. 
Iv his recent paper, Mr. Borlase Matthews has dealt 
comprehensively with the application of electricity as 
a stimulant for every herb, fowl, and beast to be found 
on a farm. There is, however, just one genus which 
һе has somewhat neglected, for the reason that, though 
found on every other farm, it is missing from that of 
Mr. Matthews. I refer to homo more-or-less sapiens 
in the person of the farmer. Before we can deal with 
the farm, we have to deal with the farmer, and it is 
pretty certain that the vast majority of the 418,000 
farms mentioned could only be electrified over the dead 
bodies of their owners or tenants. 


Fortunately, a certain proportion of these 418,000 


farms have natural sources of power, and a certain 


proportion of farmers are not die-hards. It remains, 


therefore, as a first step, only to discover where these 
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SULLINGTON : THe Mitt Pond, MILL, AND OVERHEAD LINE. 


two advantages coincide. to be able to get to work. 
Such a place is Sullington, Sussex, with its mixed farm 
of over 1,000 acres, and such a 
farmer is thé owner, Mr. A, G. 
Hecks, of the Manor House. - 

The natural source of power is the 
River Stor, a tiny stream that issues 
from the north side of the South 
Downs, a short distance away, and 
fills a pond of 1.3 acres, in escaping 
from which it used to turn an 
overshot waterwheel of 12 ft. dia- 
meter, and so ground the corn of 
generations of farmers. As the corn 
had been otherwise ground for many 
years, it was decided to use the water 
to reduce, as far as possible, an oil 
fuel bill which, during the war, ex- 
ceeded £500 per annum. 

By clearing the tail-race it was 
found possible to obtain a total head 
of 18 ft., and after due considera- 
tion it was decided to replace the old. 
waterwheel by a 10-h.p. turbine of 
the open-flume, horizontal-shaft type, 
direct-coupled to a 6.25-kW genera- 
tor with a voltage of 250-350 volts. 
This plant was supplied by the 


English Eléctric Co., and, together with a switchboard 


by Messrs. Robinson & Hands, was erected and con- 


SULLINGTON : Dynamo Room. 


nected entirely by unskilled farm labour, with some 
assistance from ihe village builder in the construction 
of the reinforced concrete turbine pit, 
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The farm is situated 1,000 yards from the mill, and 
the power is transmitted by a pair of 19/18 bare copper 
conductors supported on 16 poles. The insulators are 
of Messrs. De La Rue’s unbreakable variety, fixed 
directly to the poles by swan-neck bolts. The power 
and telephone lines were completely erected by farm 
labour. In fact, the only skilled man employed was 
a wireman to wire the buildings. 


ERECTING THE TURBINE. 
The Old Mill Sluice and Site of Wheel are shown. 


At the farm a 6-h.p. G.E.C. motor drives the main 
shaft formerly turned by an 8-h.p. Petter oil engine, 
now 21 years old, but as lively as ever. From this shaft 
are driven a root cleaner and chopper, a circular saw, 
acorn mill, a chaff-cutter, and a Lister vacuum pump 
for milking six cows at a time. This last absorbs 1.75 
kW, and it is interesting to note that when the electric 
drive was initiated it was speedily discovered that the 
main shaft alone was wasting more power than was re- 
quired to saw up trees a foot thick! | 


luxury of an accumulator until next autumn. 
ever, light for the house, farm buildings, and adjacent 


Owing to the high price of batteries and the low 
price of milk, Mr. Hecks decided to dispense with the 
How- 


parish church, was required for the winter evenings, 
and something had to be devised. In the end it was 
arranged to have 13 cells of the battéry at the farm end 
of the line, and to charge them in series with the 6-h.p. 
motor, a change-over switch cutting them out when 
necessary. 

During the recent lambing season it was proved well 
worth while to run a temporary overhead line of a pair 
of 1/9 aluminium wires a distance of 500 vards to the 
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ONE OF THE POLES. 
The Line Runs Straight 
Across Country. 


COMPLETED TURBINE PIT, SHOWING 
DrarT TUBE AND Taru RACE. 


pen, and many a young lamb owes its acquaintance 
with Mary, not to say mint sauce, to the fact that it was 
born under a lucky star in the shape of a half-watt 
lamp. | 

Thus is seen the apparent anachronism of electric 
milking in a barn that was there in Cromwell's time, 
and electric light in a Norman church surrounded by 
yew trees, from which former Sullingtonians cut the 
long-bows with which they resisted the last invasion of 
our shores. 


THE LOAD POWER-FACTOR AND ITS MEASUREMENT. 
SOME EVERETT, EDGCUMBE INSTRUMENTS. 


PROBABLY no question, at the present time, is receiving 
more attention, not only in this country, but also in 
America and on the Continent, than that of the effect 
of reduced power factor upon the cost of electrical 


energy. : 
It is recognised that the cost at which such energy can 
be supplied depends principally upon two · factors, 
which may be called the ‘‘running cost’’ and the 
'" capital cost." That both these factors, but particu- 
larly the latter, are affected by power-factor, will be 
apparent from the following considerations. 

Referring to fig. 1, and assuming for the sake of 
simplicity a single-phase system, the horizontal line 
represents the kilowatts generated, Ф the angle of phase 
displacement between current and voltage (almost in- 
variably a lag), and the sloping line represents the 
volt-amperes which have to be supplied at а power factor 
of cos Ф (0.7 in the case illustrated). It is clear that if 
the power factor is unity (7.e., if cos ф = lor = 0), 
the yolt-amperey and the watts are equal to one another, 


whilst at all other power-factors the volt-amperes are 
greater than the watts. | 

It will be seen from fig. 1 that the VA are actually 
made up of two components at right angles, known 
respectively as the ‘‘ active component’’ (horizontal) 
and the ‘‘ reactive component " (vertical). 

The active component, which is equal to the watts, is 
made up of the product of the voltage into that 
component of the current which is in phase with 
the volts, whilst the reactive component is equal 
to the product of the voltage into that component 
of the current, which is 90? out of phase with it. The 
current and voltage in the latter case being 90? out of 
phase with one another, transmit no power, so that the 
reactive component is often spoken of as the '' watt- 
less " or ‘‘ idle’’ component, or even as the '' wattless 
power,’’ although the latter appears to be a contradic- 
tion in terms. 

Fig. 2 shows, graphically, the relationship between 
power-factor and VA, for a fixed power output at the 
station, The VA output is expressed as & percentage 
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of that corresponding to unity power-factor. It will 
be seen that at a power-factor of 0.7 the VA output is 
more than 40 per cent. greater than that at unity. This 
means that all electrical plant has to be installed for 
an output 40 per cent. greater than that which would 
be necessary were the power-factor unity, since the out- 
put of generators or transformers and the carrying 
capacity of cables depend upon the volt-amperes rather 
than upon the watts. As a result, the capital cost of 
the electrical plant is greatly increased—in fact, at a 
power factor of 0.5 it is almost doubled. In this respect 
it will be seen that a low power-factor is much the same 
in its bearing upon the capital cost of the electrical 
plant as a eorrespondingly low /oad-factor. 
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The influence on the generating and distributing 
costs 18 not so marked, but that it is serious will be 
evident when it is remembered that the copper losses 
of the conductors (generators, transformers, cables, 
&c.) are proportional to the square of the current and 
are consequently more than doubled when the power- 
. factor falls to 0.7. 

In view of the fact that the power-factor depends upon 
the nature of the load, and is therefore beyond the con- 
trol of the power-station authorities, it is clearly good 
policy to give the consumer every inducement to im- 


Кв. 3.—PorRTABLE GRAPHIC POWER-FACTOR METER. 


prove his power-factor. To this end, a number of 
tariffs have been devised under which he is penalised or 
rewarded according to his average power-factor or, in 
some systems, according to his maximum demand in VA 
or in re-active VA. For example, under one arrange- 
ment a power-factor of, say, 0.8 may be taken as a 
datum, and if the average power-factor for the quarter 
exceeds this the consumer becomes entitled to a bonus, 
but if it falls below that figure he is either subjected 
to an increased charge or, as is more usual, the supply 
authorities try to bring pressure to bear upon him to 
improve his power-factor, К 
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We аге not now concerned, however, with the actual 
tariffs so much as with the measurement of the power- 
factor, whether for the purpose of assessing a con- 
sumer’s load with a view to fixing a rate, or to deter- 
mine which consumers are the chief offenders in reduc- 
ing the power-factor of the station load. 

It has been found that, in many cases, the consumer 
is entirely unaware of the fact that at certain times of 
the day his power-factor is abnormally low, and when 
once the importance of this matter has been brought 
home to him he is generally quite ready to consider with 
the technical stafi of the supply authority the steps 
which may be necessary for remedying this state of 
affairs, and this even in those cases. in which his pocket 
may be unaffected by an improved power-factor. Un- 
less, however, the consumer can be shown what has been 
taking place by an actual graphic record, no amount of 
argument will, as a rule, convince him. 

Fig. 3 shows a portable graphic power-factor meter of 
Messrs. Everett, Edgcumbe's '* Inkwell’’ pattern, which 
is particularly suitable for this purpose, in that it can 
be left entirely unattended for a week or more at a time. 

In some cases it is desirable to record, not the power- 
factor, but the reactive VA, namely, the vertical side 
of the triangle shown in fig. 1. At unity power-factor 
the reactive component of the volt-amperes is zero, 
and it is often found to appeal to a consumer without 
electrical knowledge if this quantity is represented as 
being the extra current which the power-station has to 
provide owing to the low power-factor of his plant. 
This statement is not strictly correct, since the extra 
current demanded is represented by a b in fig. 1. and is 
always less than с b, the reactive component of the cur- 
rent. On the other hand. it is easy to show the con- 
sumer that at unity power-factor the current с b be- 


comes zero, and that it should therefore be his object to 


reduce it to a minimum at all times. "The lower curve 
in fig. 2 shows how the reactive VA vary with the power- 
factor for a given output in watts. The Everett- 
Edgeumbe graphic reactive VA meter for a three-phase 
system is very similar in appearance to the graphic 
power-factor meter shown in fig. 3. 

A demand likewise arose for a graphic VA meter, 
but, for a long time, the difficulties of construction were 
so great that none was forthcoming. It might at first 
sight appear to be a comparatively simple problem to 
design such an instrument, but a little consideration 
will show that everv possible arrangement in which the 
deflecting force is made dependent upon the product 
of volts and amperes is also dependent upon the phase 
displacement between them, and the effect of the latter 
factor is extremely difficult to eliminate. Messrs. 
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Fic. 4.—Everett-EDGCUMBE CHART PLANIMETER.. 


Everett, Edgcumbe & Co., by means of a special phase- 
shifting device, have now produced a graphic VA 
meter similar in appearance to fig. 3, in which the 
effect of the phase-angle between volts and amperes has, 
for all practical purposes, been eliminated. 

It may be remarked, in passing, that if a VA meter 
is not available, the VA can always Бе calculated from 
a knowledge of the reactive VA and the kilowatts, since 
VA— [watts’ + (reactive УА], ав will be evident 
from fig. 1. 

Having obtained a graphic record of the power-factor | 
or VA over, say, a week, it is often desired to obtain 
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the average value thereof. ‘This is ordinarily a very 
laborious process, entailing either the summation of a 
very large number of readings scaled off the chart or 
the measurement of the area by means of a planimeter. 
The latter method involves the division of the record 
into a number of small pieces, measuring the area of 
each, adding them together and dividing their sum by 
the length of the chart—altogether a very tedious pro- 
cess. 

All this is obviated by the use of the Everett-Edg- 
cumbe chart planimeter. shown in fig. 4. This con- 
sists of a metal framework, at one end of which provi- 
sion is made for the reception of the roll of chart, as it 
is taken from the grapher, and at the other is a roller 
provided with a milled knob, by means of which the 
chart can be wound on to it. The chart passes over 
an accurately machined surface on which rests a special 
planimeter running in a groove. To determine the 
average value from the curve, the planimeter scale is 
set to zero, and the chart is slowly transferred from 
the left-hand roller to the right hand, the pointer of 
the planimeter being, meanwhile, kept on the record 
line. . After the chart has been transferred, in this way, 
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Fig. 5.—INvICATING POWER-FACTOR METER. 


from the one roller to the other, the planimeter reading 
is taken and this figure, divided by the length of chart 
which has been passed under it, gives the average value 
of the power-factor or other quantity, over the period. 

In the case of a graphic record of VA or reactive 
VA, it is more than likely that the total quantity deliv- 
ered during the period may be required, rather than 
the average value. The total can be read off the plani- 
meter direct, by proceeding as described above, except 
that it is unnecessary to divide by the length of chart. 

So far, only graphic instruments have been con- 
sidered, but for many purposes indicating power-factor 
meters, VA meters or reactive VA meters are of great 
value. They have proved most useful, for example, as 
а means of educating the consumer’s engineer. If he 
has one of these instruments on the switchboard by the 
"Side of his ammeters and voltmeters he will have the 
question of power-factor brought forcibly to his notice, 
and it is found that in a large number of cases this 
alone produces very beneficial results, in that it leads 
to the switching-out of unloaded transformers or motors, 
and so forth. In those cases in which synchronous 
motors or other means of rectifying the power-factor are 
available, such an indicating power-factor meter or re- 
active VA meter is, of course, a necessity. Fig. 5 shows 
e of the large sector pattern, having a scale 12 in. 
ong. 


Austrian Installation Firms. — Under the style of 
Vereinigung der Elektro-technischen Installations-Industrie 
Osterreichs has lately been formed a society for the protection 
of the economic interests of the bigger installation firms in 
Austria. The scope of the society's operations is limited to 
those exclusively engaged in electrotechnical installatjons, 
The secretary is Engineer Emil Futter, 


tremely expensive. 


PARLIAMENTARY NOTES. 


(From Our PARLIAMENTARY REPORTER.) 


Postal Rates Reduction and Wireless Telephony.—Mr. 
KELLAWAY, Postmaster-General, in introducing the Post Office 
estimates, detailed the changes in postal rates and arrange- 
ments :—For letters not exceeding 1 oz., 2d. to 14d.; postcards, 
lid. to ld.; printed papers, 14. to 3d.; and the restoration of 
Sunday collections. The new rates would, he said, come into 
operation on May 29th. Dealing with the telephone service, 
he said that the number of subscribers had increased by 
16,691, and on March 3ls& was 995,242. "The total number 
of new subscribers was 75,500, and the number of cessations 
was 64,000, of which 29,000 were due to the increased tariff. 
During the year 530 rural call offices had been opened at 
post offices, and 3,290 had been opened on rural party lines. 
In submitting proposals for the reduction of telephone charges, 
he did not propose to proceed on the principle recommended 
by the Select Committee, of an all-round percentage reduc- 
tion. Such a reduction of 8 per cent., which was the utmost 
that he could make with a surplus of £1,200,000 on the tele- 
phone account, would be of very small benefit to the great 
majority of telephone users. He proposed reductions which 
would cost in a full year £1,100,000. These were a reduction 
«f telephone rental of £1 10s. a year to users, making the rental 
in London £7; in Birmingham, Liverpool, Glasgew, and Man- 
chester, £6 10s.; and in the rest of the country £6. He fol- 
lowed the Select Committee’s recommendation in making the 
charge to private users less than the charge for telephones 
used for business purposes. The cost of this concession would 
be £200,000 in a full year, and £160,000 this vear. The next 
reduction, which would apply to all users, was a reduction 
of the local message fee from 14d. to 14d., costing £440,000 in 
a full year, and £350,000 this year. He proposed a reduc- 
tion in the extra mileage charge on private wires and at ter- 
minals from £10 to £8, costing £142,000 in a full year, and 
£120,000 this year. The principal proposal with regard to 
trunk calls was that there should be a substantially cheaper 
rate for calls between 2 p.m. and 7 p.m. ‘The average re- 
duction of the rate would be 25 per cent. He proposed to 
abolish the local fee on all trunk calls over 1s. 6d. in amount, 
and to make modifications below that charge. 

After outlining proposals for rural areas, Mr. Kellaway 
said that he was unable to adopt the recommendation of the 
Select Committee on Telephones, that the telegraphs and 
telephones should be united and the united service completely 
separated from the mails on the ground that it would not only 
make for confusion and inefficiency, but would also be ex- 
Turning to the question of the broad- 
casting of wireless messages, or radio-telephone broadcasting, 
he said that the system had a great vogue in the United 
States, and he had received a report showing that there | 
were 750,000 of these receiving stations open in the United 
States. There had also been a considerable increase in the 
United States in the number of transmitting stations, and 
the result of this increase had been chaos. Mr. Hoover, the 
Minister of the American Government, under whose charge 
this work came, had recently appointed a committee to pro- 
pose legislation to correct the chaos brought about by the 
unregulated erection of transmitting stations. We, fortu- 
nately, had avoided that difficulty. Proposals had come to him 
from several quarters for permission to open transmitting 
stations in this country. He had referred these proposals to 
the Wireless Sub-Committee of the Imperial Communica- 
tions Committee, presided over by Sir Henry Norman, 
and it had made recommendations which he had adopted. 
Те had decided to allow the establishment of a limited num- 
ber of radio-telephone broadcasting stations. The country 
would be divided, roughly, into areas centring on London 
Cardiff, Plymouth, Birmingham, Manchester, Newcastle, Glas- 
gow or Edinburgh, but not both, and Aberdeen, and one or 
more broadcasting stations would be allowed in each of those 
areas. Permission for these stations would only be granted 
to British firms which were bona-fide manufacturers of wire- 
less apparatus. It was impossible, and it would not be in 
the interests of wireless telephony to grant all the applica- 
tions that had been made to him for the right of transmis- 
sion. He was asking the various firms which had applied to 
come together at the Post Office and co-operate, so that an 
efficient service might be rendered, that there might be no 
danger of monopoly, and that each service should not 
interfere with the efficient working of the other. The 
stations would be limited to a power of 14 kilowatts, and fur- 
nished with wave lengths which should not interfere with 
other services. The normal hours for broadcasting would be 
from 5 p.m. to 11 p.m., except on Sundays, when there would 
be no limit. There would be certain regulations with regard 
to the character and class of news which these agencies would 
be allowed to transmit, but on that head he had not yet 
come to a decision. | 

He also proposed that the facilities for obtaining permits 
for the receptión of these messages should be greatly simpli- 
fied, and in future it would be possible for anyone desiring to 
install a receiving station to go to any t office and receive a 
permit for 10s., in the way they сопа obtain any other licence. 
The possibilities of this seryice were almost unlimited. In the 
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United States it was suggested that some arrangement might 
be made by which speeches of members of Congress might 
be radiated, aud he couid foresee a time when, perhaps on 
the table of that House, a receiver would be properly concealed 
во as not to jar the esthetic senses of members, and their 
eloquence would be transmitted to those of their constitu- 
enis Who were prepared to pay the cost! 


Grampian Electricity Supply.—This Bil came before a 
House ot Cominons Se.ect Committee on May 2nd. Mr. W. E. 
‘lyiuesiey Jones, K.C., who appeared for the promoters 
ot tne Bill said that the measure was of very great 
importance. ‘Lhe proposals of the Bill were to incor- 
porate a statutory company, to be called the Grampian Elec- 
tricity Supply Co., and to empower that company to construct 
works in the neighbourhood of the Grampians for the purpose 
of harnessing the very large amount of water-power which 
-Was to-day running to waste, and by means of that water- 
power to work generating stations for generating electricity 
which could be used for commercial, industrial, and domestic 
purposes in a large part of Scotland. "here were no very 
large ѕиррпеѕ of water for generating electricity in. England; 
it was in North Wales and Scotland that it was found possible 
to utilise on a large scale water-power for the generation 
of energy. To some extent already that power bad been 
made use of. An Aluminium Co. was utilising it in North 
Wales, and such a company was also doing the same in 
Scotland, a little to the west of the position of the present 
scheme. А scheine for harnessing the water-power of the 
country had been reported on favourably on four occasions 
by Departinental Commiuttees. | 

Replying to the Chairman, Mr. Tyldesley Jones said that 
the present position was that the very large area of supply 
offered great possibilities, because there was Dundee, a large 
seaboard, and plenty of land on which factories could be 
erected. 

‘Lhe promoters of the Bill claimed that with the power of 
harnessing the water supply of the Grampians they would 
be able to bring about a congregation in the area of supply 
of enormous industries which would utilise that power. ‘Lhey 
would also make available for the use of towns in the area 
energy which, in many cases, was developed now by means 
of steam power plant or which, in other cases, they had 
not got at all. That power would be utilised in some cases 
at considerable distance from the generating station. The 
scheme was one initiated by private enterprise, to be assisted, 
it was hoped, by a State guarantee. The scheme would do 
for a large part of Scotland what cheap coal had done for 
‘other parts of that country and for England. The scheme could 
be developed at any stage. They could complete one part 
of it by constructing one generating station at a time. ‘They 
could lead up to the development of the whole scheme by 
easy stages. Negotiations were proceeding between the pro- 
moters of the Bill and the Board of Trade with а view to 
inserting a clause in the Bill by which the State could have 
the right on agreed terms and conditions to take over the 
undertakings by a certain date if the occasion should arise. 

The Hvdro-Electric Development Co. were the promoters 
of the scheme, and were promoting the Bill. The company 
comprised the British Italian Corporation, Ltd., the British 
Trade Corporation, the London, County and Westminster 
and Parr's Bank, Messrs, Wallace Brothers & Co., the British 
Steamship Investment Trust, and other authorised shareholders 
were Sir H. Babington Sinith, Mr. Austen Harris, Mr. Ernest 
Cox. and Mr. Manzie Fe. The scheme proposed to use Lochs 
Ericht, Rannoch, and Garry, the Hiver Garry, Loch An- 
.Tseclich, Lochs An-Roin, Truim, Bruar, and Whaire. The 
catchment area was 417 square miles, and the waters to be 
utilised were capable of generating 56,000 h.p. continuously. 
Ву means of a dam at each end of Loch Ericht it was pro- 
posed to raise the level of the loch by 37 ft., and they could 
draw the loch down 925 ft., thus giving a total variation of 
58 ft. A certain amount of land would be submerged by 
this process. They proposed to strike a tunnel, which would 
bring the water down to a power station at Loch Rannoch, 
which would be capable of generating 26.900 h.p. By means 
of conduits water would be brought into Ericht from various 
«mall lochs, making the Ijricht a huge reservoir for the col- 
lection of those waters. Other power stations would be set 
up on the Bruar River, which should produce 4.200 h.p.; on 
the Garry River, 7.500 h.p., and near the tunnel, 17,400. In 
every case the promoters were willing to pay for every penny- 
worth of injury done. When the Bill was deposited. there 
were Зі petitions. There were only three—those of three 
landowners—left now. A petition from Dundee had been 
withdrawn, and they had agreed not to enter into any com- 
petition in Dundee, except with regard to a supply for rail- 
way trains. They could not supply to any undertaking in 
Dundee without the Council's consent. The whole scheme 
would cost 44 millions, inclusive of the works, but meantime 
authoritv was sought to raise only one million pounds. In 
the ordinary course they could only borrow a eum equal to 
a half of their authorised capital, but in this case thev were 
seeking for power to borrow 24 millions. They hoped that the 
Credit Facilities Advisory Committee would guarantee the 
interest on their debenture stock. This could be done with- 
out any cost to the State. 

The Committee adjourned until May 3rd. 

Qn May 3rd, it was stated that an agreement had been 


reached between the promoters and one of the objectors, Mrs. 
la lerriere, of Dunalastair. Much evidence of a technical 
character was given, in the course of which it was stated 
that at the completion of the first stage of the scheme, with a 
scale of 170,000,000 units per annum, the cost per unit would 
be .3996d., but the price to be charged to the consumers 
would, of course, be higher, because of other charges, which 
must be taken into account. Excluding Edinburgh and Glas. 
gow, which were special cases, the cost of production under 
the scheme would be distinctly lower than under any of the 
e steam electricity stations, if capital costs were in- 
cluded. 

Further evidence was heard on Thursday, and the Commit- 
tee adjourned until Tuesday, May 9th, when the Bill was 
passed by the Committee. 

Nottinghamshire and Derbyshire Tramways.—This Bill was 
considered by the Unopposed Bills Committee of the House of 
Commons on May 3rd. It was stated that the Bill sought 
powers for the construction of additional tramways intended 
to link up the main system of the company to the Ilkeston 
Tramways. After formal evidence the Bill was passed for 


. third reading. 


Ayr Burghs Tramways.—Mr. MUNRO, Secretary for Scot- 
land, has introduced into the House of Commons а Bil, 
which has been read a first time, to confirm a Provisional 
Order under The Private Legislation Procedure (Scotland) 
Act, 1599. relating to Ayr Burghs (Tramways, &c.), to һе 
proceeded with under Sections 8 and 9 of the Act. 

The Electricity Bill.—The second reading of the Electricity 
(Supply) Bill in the House of Commons has been deferred 
until May 15th. 

Yorkshire Electric Power Bill.—This Bill has been read а 
third time in the House of Lords, and a first tune in the 
House of Commons. 

Islectrification of Suburban Railway Lines.—Mr. Malone 
asked the Parliamentary Secretary to the Ministry of Trans- 
port, whether a guarantee of £6.500.000 had been made to 
the South-Eastern & Chatham Railway Co., under the Trade 
Facilities Act, 1921, for the electrification of suburban lines; 
whether he was aware that districts radiating in a north- 
easterly and east-north-easterly direction from the City were 
provided with more inadequate train facilities than any other 
suburban locality; and whether, taking into consideration the 
large amount of unemployed labour power now available, he 
could consult with the Great Eastern Railway Co. with a 
view to putting into effect a scheme for the electrification of 
suburban lines. 

Mr. NEAL said he was aware of the congestion at certain 
hours in the districts named, and he had been in consulta 
tion with the Great Eastern Railway and had informed them 
that the Trade Facilities Committee were prepared to con- 
sider an application from them for assistance in raising 
capital for electrification work, but he understood that they 
did not propose to make such an application. | 


In reply {о questions by Mr. GILBERT, Mr. Youre 
said the definite terms of the loan guaranteed by 
the Government to the Underground Railway Com- 


panies had not yet been settled, and he, therefore, could not 
say Whether or not one of the conditions would be that an 
annual sinking fund should be provided for the repayment of 
the loan, but in any case, the repayment would be an uncon- 
ditional obligation of the companies. As regarded the last part 
of the question, no special conditions were imposed; but the 
companies were, of course, amenable to the existing provisions 
of the law in this respect. One of the results of the guarantee 
would be that the accommodation on the City & South London 
Railway would be very considerably improved, and the com- 
fort of the travelling public thereby increased. 

Wireless for Aircraft.—Mr. Malone asked the Secretary of 
State for Air, whether he was aware that the arrangements 
for communication by wireless telegraphy with aircraft tying 
on the London-Paris route were far from satisfactory, and 
that improvements in the wireless telegraphy facilities would 
considerably increase the efficiency of the route and minimise 
risks of accidents; and whether the Air Ministry was repre- 
sented at the recent international wireless telegraph confer- 
ence in Paris. 

Capt. Guest replied: The answer to the first part of the 
question 1s that 1 am satisfied that the arrangements made 
in England for communication by wireless telephony with 
aircraft flying on the London-Paris air route are complete 
and efficient, but I am aware that the wireless arrangements 
are not so satisfactory on the remainder of the route to Paris. 
The urgent necessity of arranging wireless facilities on the 
French part of the route has been recommended by us to 
the French authorities on several occasions, and it is under- 
stood that wireless stations have actually been established at 
St. Inglevert and Le Bourget, but, up to the present, these 
are not functioning satisfactorily. “Within the last few days. 
in connection with the recent air collision in France, the Air 
Ministry has again approached the French authorities on this 
subject, and I hope that the difficulties will now be over- 
come by them, and the wireless stations put into working 
order. The answer to the last part of my hon. friend's ques- 
tion is in the affirmative. The Air Ministry representative 
wus the head of the British. delegation, 
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Imports from Germany.—Mr. Bazpwin, President of the 
Board of Trade, informed Mr. Kiley that during the six, 
months, ended March 3156, 1922, there were imported into 
the United Kingdom, from Germany, electrical goods and 
apparatus, electrical instruments (other than telegraphic and 
telephonic) to the value of £1,031; and electro-medical ap- 
paratus, X-ray tubes, wireless valves and vacuum tubes, to 
the value of £815. The quantity of domestic hollow-ware 
of aluminium imported into the United Kingdom during 
1921, registered as consigned from Germany, was 659 tons, 
yalued at £130,828. | 

The Barking Scheme.—Capt. Martin asked the Parliament- 
ary Secretary to the Ministry cf Transport, whether, in the 
interests of the unemployed in the East of London, and also 
in the interests of the pressing needs of prospective con- 
sumers in the district with regard to the question of the 
erection of the proposed electric generating station at Bar- 
king, he was now able to say whether the company's reply 
had been in the hands of the Commissioners since March 1st ; 
and when the formal sanction of the Commissioners would 
be given. i. 

Mr. Neat replied: I am informed by the Electricity 
Commissioners that they hope that it will be possible to is- 
sue the consent at an early date. 

Trains on the Underground.—Mr. Leonard Lyle asked the 
Parliamentary Secretary to the Ministry of Transport if 
he could state the frequency with which trains were now 
run on the tube railway of London, in business hours; 
whether he was aware that, when the Select Committee on 
London Traftic reported, it was stated that trains were run 
with a frequeney- which reached the maximum capacity of 
the lines; and whether he was aware that it was now quite 
common for five minutes or more to elapse between any two 
trains on the tube railways, even during the peak hours. 
Mr. NEAL replied: The booked intervals between trains on 
the underground railways during peak-load hours vary from 
14 to 24 minutes, and anv greater interval is abnormal and 
due to delay to an individual train. I have not been able 
to trace the statement mentioned in the second part of the 
question. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appea: 
until the following week. Correspondents should forwara 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address tn our possession. 


Ап Anomaly. 


The following should, I think, be placed on record in all 
electrical papers :— 

The headquarters of the Electricity Commissioners 18 Gwydyr 
House, Whitehall, a board on the door announcing this fact. 
I was passing the place last Friday and first noticed that the 
lamp over the gate was fitted with an upright, incandescent 
gas mantle; further investigation resulted in finding two 
large cone-shaped candle or torch snuffers, one on each side 
of the gateway on the railings. Further. a notice is on the 
door stating that admittance can be obtained by ringing the 
bell, which is one of the old-fashioned brass knob, crank 
bells. The place was closed, but it would be interesting to 
know whetber gas is used for lighting the interior, as it is for 
the outside lamp. | | 

William B. Clarke. 

Ponders End, May 8th, 1922. 


[The ‘* cobbler’s wife” again.—Eps. Exec. Rev.] 


Prospects in the Argentine. 

The following letter, which I have just received, may be of 
interest : - 

“Т have this morning heard from my agents in the Argen- 
tine, and I am sorry to say that the news is by no means 
encouraging. Products of British manufacture are absolutely 
out of it against American, and, above all, German. The 
people there allow that British products are by far the best 
and last very much longer. but in spite of this the Germans 
have almost the entire trade, which, I think, is what vou have 
heard from another source.” 


Bernard Drake. 
London, May 8th, 1922. 


Domestic Electrical Appliances. 


. We feel that that section of the electrical industry which 
is in closest touch with the general public, i.e., the electrical 
contractor and retailer. should be made aware of the en- 
deavours that are being made in another industry to se- 
cure a portion, if not all, of the business to be done in the 
above. 

The official organ of the retailers of sewing and washing 
machines and carpet sweepers is continually advising ita 
Jeaders to take up these lines. 


The following passage is taken from the said Journal, dated 
May lst :— 

"We will only add that the daily Press is creating a de- 
mand for sewing and washing machines and carpet cleaners, 
and that it 1s for the domestic washing trade to supply the 
demand and not leave it to the electrical trade.” 

Our own practice has, of course, been to treat with the 
legitimate electrical trader, but we think you should im- 
press on your readers the great danger they are in of losing 
a good portion of what is proving a very lucrative and grow- 


ing field. E. H. Morton, 
Works Manager, Sun Electrical Co., Ltd. 


London, May ‘6th, 1922. 


The Lead Hydrate Battery. 


I am informed by the makers of the above battery that 
after completely discharging it will give 90 per cent. of its 
rated capacity at any rate of discharge, ufter only 15 inin- 
utes' charging. 

Perhaps someone will correct me, if T am wrong, but pre- 
sumably a battery rated at, say, 100 ampere-hours at the 
10-hour rate would at 100 per cent. efficiency require to be 
charged at no less than 360 amperes for 15 minutes! 

Surely, this must be a wonderful battery. 


| В. W. Gothard, 
Electricity Works, Chief Iingineer. 
Farnborough. Hants. 


May 8th, 1922. 


LEGAL. 


J. Повкоок & Co. v. Court. 


IN the Mayor's and City of London Court, on Friday, before 
Judge Jackson, the hearing of a test case was resumed in 
wluch plaintitls, electrical engineers, 1, Foster Lane, Cheap- 
side, E.C., claimed £69 3s. against defendant, a purveyor of 
ineat and fish dealer, Post Ottice Square, Whyteleafe, Surrey, 
for installing the electric light at his shop, &c. Mr. R. J. 
Sutciile appeared for the plaintiffs and Mr. Baker for the 
defendant. Mr. Sutcliffe said that the defence was that to 
induce the defendant to give the order plaintiffs’ representa- 
tive, Martin, warranted that they had made the necessary 
arrangements with the Electrical Supply Co. to put the cables 
in the road, and that they would be laid down within two 
or three weeks. Defendant gave the order on the faith of 
that represntation, which, he said, plaintiffs’ representative 
fraudulently or recklessty made, and he had lost the 
whole value of the work as the power had never been supplied. 
He counter-claimed for the sum claimed, and £10 damages 
for the misrepresentation. Plaintiffs’ case was that defend- 
ant gave the order for installing the electric light and the 
work was done. Plaintiffs did not represent that the supply 
company would put in the mains either in two or three weeks 
or any definite time. Plaintiffs agreed to wire the defend- 
ant's fish depót for £9 15s., the butcher's shop for £24, the 
refrigerator and sausage making machine, &c. The work 
was completed and plaintiffs did their best to get the supply 
company to extend its mains to the village, but that had 
not yet happened. That was no reason why they should 
not be paid their account. Defendant said that the plain- 
tiffs’ services were useless to him, as the supply was not yet 
in the village, because plaintiffs never got 15 customers 
as arranged. Plaintiffs said they did but that three backed 
out. The further hearing was adjourned last July, Judge 
Jackson suggesting that the plaintiffs’ work might yet be 
very useful. Mr. Sutcliffe now said that the parties had not 
been able to arrive at a settlement. Martin, plaintiffs’ repre- 
sentative, said that Howard, the former engineer to the Ur- 
ban Electric Supply Co., told him if he could get 15 
subscribers the cable would be laid. He got the 15 subscribers 
and then Howard said it would be done in two or three weeks. 
After that defendant gave hin the order to do the wiring. 
James Smith, plaintiffs’ chief electrician, confirmed Martin's 
evidence. Harry Bland, electrician to the plaintiffs, was also 
called. Edward Lewis, the present resident engineer for the 
Urban Electric Supply Co.. said he hoped some day to get 
the electric mains through Whyteleafe. He would not do the 
work at present, because of the great outlav which would 
he required. but prices were dropping. For the defence, Mr. 
Court, the defendant, said that Martin distinctly told him that 
his neighbours were going in for electric light installatons 
instead of gas. Не was more concerned abont the power for 
driving his machinery and refrigerator than for the light. 
When he asked about the cables being laid, Martin told him 
that the Urban Supply Co. had made arrangements to have 
the cables laid. Nothing was said about the number of sub- 
scribers that would be wanted. Не signed the anplication 
form only when he was told that the cable would be laid 
in two to three weeks. 
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Mr. S. Howard, engineer, Norbury, formerly the resident 
engineer to the Urban Electric Supply Co., said һе told Mar- 
tin he would lay the cable if 15 subscribers signed agreements, 
which were very different to promises, as he knew. That 
had never been done. He never promised Martin definitely 
that he would lay the mains in any particular time. Judge 
Jackson said the case was certainly important as there were 
others dependent upon it. He had come to the conclusion that 
there was misrepreseutation, but not fraudulent. He need 
not go into the question whether there was any warranty 
or not, although һе thought there was. He found for the 
plaintiffs for the amount claimed, without costs, but for the 
defendant for 50 guineas on the counter-cluim, with costs. 


—— 


VOKES v. CARDIFF CORPORATION AND THE SALVATION ARMY. 


IN this action, heard at Cardiff County Court last week, Mrs. 
Mary Elsie Vokes, of Canton, Cardiff, sued the joint defend- 
ants for £40 damages for personal injuries. On January 3rd 
plaintiff was pasing along Kingsway when something dropped 
in frout of her, and on looking down she saw her left foot bleed- 
ing, having been cut by the falling glass of one of the lamps of 
an electric standard. She was taken into a hotel near by and 
a doctor summoned, two stitches being put into the wound. A 
gale was blowing at the time and the lamp was on a standard 
to which was attached a streamer banner put there by the 
Salvation Army, which was stretched across the road to 
a standard on the other side. For the Corporation it was 
submitted that the accident was due to the banner being 
strung so near ће. lamp that it caused the standard to vibrate 
more than it should have done, thus shaking out the glass. 
The banner had been put up by the Salvation Army without 
the permission of the police, and the Corporation therefore dis- 
claimed liability. A point arose with regard to the anti-vibra- 
tion device on the lamp, and in respect of this Donald Arthur 
: Watson, a corporation lighting inspector, said that a definite 
indication as to whether the lamp guard was screwed too 
tightly was given by a rubber protector at the bottom of the 
lamp guard. ‘The ball-joint, being rough-cast, had a sluggish 
inovement, and the lamp would not swing inore than two 
inches. The city electrical engineer (Mr. C. G. Morley New), 
said the ball-joint referred to was not a true ball-joint, but 
had a definite stop-point, and abnormal swinging would cause 
a Jar which would bring about the fall. 

JUDGE HILL KELLY, entering judgment for the Corporation 
with costs, and for plaintiff against the Salvation Army for 
£25 with costs, said that the anti-vibration device of the ball- 
joint was made insutficlent through the additional vibration 
created by the wind acting on the banner. 


C.T.S. v. Rats. 


As a result of the advertisement “ C.T.S. v. Rats," of the 
St. Helens Cable & Rubber Co., Ltd., Warrington, in the 
ELECTRICAL Review, of April 14tb, the B.S.P.C.A. offices were 
inundated with letters, and at Warrington Police Court on 
Thursday (May 4th), Mr. J. H. C. Brooking, the Cable Com- 
рапу'в general manager, was fined £5, and two guineas costs, 
fur cruelty to the rat by not providing it with sufficient 
nourishment. Тһе magistrates were Mr. J. H. Smethurst 
(chairman), Dr. Naden, and Mr. J. E. Richardson. 

Mr. T. S. Steel appeared for the defendant. 

Mr. F. A. Lewis prosecuting on behaif of the R.S.P.C.A., 
said the ‘circumstances in the case disclosed a parti- 
cularly callous indifference to the suffering of an animal. Ap- 
parently complaints had been received that rats had been 
gnawing through the firm's cable. In order that they might 
test the rumour or accusation, they hit upon the fiendish de- 
vice of catching a rat on Sunday morning, March 13th, and 
putting it in a cage with three pieces of cable which they 
smeared with essence of aniseed, to entice the rat, and thev 
handled the cable with gloves so that the rat could not smell 
human fingers. The rat was kept in the cage with three pieces 
of '* succulent "" rubber for four days. They watered it each 
day, and on the second or third day a small piece of bread 
was put into the cage and the rat ate it ravenously. On the 
Thursday night the creature died. and the firm promptly 
proceeded to advertise the fact in the Enrectrican REVIEW. 
lf the firm thought they were going to achieve an 
advertisement by that means they succeeded bevond their 
expectations, because at once the R.S.P.C.A. was inundated 
with letters from hard-headed business men. 

Mr. STEEL: You can only state what can be given in evi- 
dence. 

The CLERK : Keep to the facts. 

Mr. LEwrIs said that the following week two letters ap- 
peared in the ELECTRICAL REVIEW. 

Mr. Stern: Again, I object. 

The CLERK again ruled in favour of Mr. Steel, and Mr. 
Lewis continuing. said that on April 94th Mr. Ptooking 
was seen by Inspe^tor Dee, and at the time had the adver- 
tsement before him. He said "I am entirely responsible 
for this thing." and added that he was conducting a scientific 
experiment, and did not think he was committing crueltv 
at all. “I ask. vou," concluded Mr. Lewis. “to inflict such 
a penalty as will stop an experiment of this nature, which, 


after all, is only a trade gain and cannot advance science 
in any way Whatever. It is simply put into the paper for 
financial gam and nothing else." 

Mr. STEEL said he was prepared to admit there had been a 
technical offence, within the meaning of the Act. Mr. Brook- 
ing claimed, on behalf of his invention, that rats would not 
attack the sheathing, and that it might be relied upon and 


did not require, as most cables did, an iron casing. lnquiries 


were made from time to time by customers regarding the 
sheathing and despite the fact that various experiments were 
tried—a piece of sheathing was left lying about the works 
where there were a number of rats, but it was not attacked— 
it was not enough for customers, who said they had no proof. 
Another attempt was inade by putting a piece of sheathing 
across the rat hole, and he (Mr. Steel), had a piece in his 
possession which was across a rat run for over two months, and 
there was not a mark on it. Even that, however, was not 
sufficient to satisfy customers. 

Mr. Lewis: If we are to keep to facts, we must keep to 
them. 1 hope he is not getting another gratuitous advertise- 
ment. 

Mr. STEEL : I am not doing that consciously. 

Continuing, Mr. Stree. said that being desirous of demon- 
strating the fact that the sheathing was impervious to rats. 
Mr. Brooking thought it would be better to try it with a rat. 
and it was done as a scientific experiment. There was no 
intention to be cruel, as was proved by the fact that water 
was supplied twice each day, and on one occasion it was fed 
with a piece of bread. 

Mr. Lewis: A small piece of bread. 

In reply to the CuainMaN, Mr. Brookina said if the insu- 
lation was exposed and gnawed there was a possibility cf 
injury to the cable and of fires being caused. It was neces- 
sary to find ont the effect of the proximity of rats. He would 
like to correct one of Mr. Steel's statements. He (Mr. Brook- 
ing) did not know for certain that the sheathing would with- 
stand the rats. There had been much contradictory evidence, 
so that he thought it necessary to have the experiment made 
and the result published. 

The CHAIRMAN of the bench asked Mr. Lewis, if a firm 
wished to expeirment in the interests of the community, 
whether it would not he possible to experiment or to obtain 
a licence which would enable them to do it. 

Mr. Lewis said it was absolutely impossible. The firm would 
have to take the run of things and not inflict pain and suffer- 
ing. They could not obtain a licence; the only licences were 
for vivisection, &c. 

The bench retired, and on their return, the CHAIRMAN said 
the offence had been admitted, and they were satisfied that 
there had been cruelty according to the law.  Thev could 
have inflicted a fine of £25 or sentence of three months’ im- 
prisonment, but they had no desire to do anything of the 
kind. Defendant would be fined £5. | 

Оп the application of Mr. Lewis. two guineas costs were 
allowed. He applied originally for three guineas. 


A. WILLIAMS & Son v. CARLIN Bros. 


A cLAIM for £40 damages for alleged breach of agreement 
was made at Preston County Court, on May 3rd, by plain- 
tiffs, electrical engineers, against defendants, of James Street. 
Liverpool. It was stated that last November plaintiffs en- 
tered into an agreement with the defendants whereby plain- 
ttis were to supply а '"' Time-saver " washing machine, com- 
plete with an electric motor. There was also an agree- 
ment respecting an exchange of typewriters. The applica- 
tion was for £6 and £5 damages. The judge gave a verdict 
for this amount, defendants not being represented. 


kELLY & TARSHIS v. ALEXANDRA CLOTHING Co. 
In the Shoreditch County Court, on May Ist, before Judge 


Cluer, Messrs. Kelly & Tarshis, of Shoreditch, electrical engi- 
neers, sued the Alexandra Clothing Co., Bow, to recover 
£15 6s., the balance of an account for £70 6s. for electrical 
work carried out. 

Mr. C. H. COUMBE was counsel for the plaintiffs, and the 
defendant appeared m person. Mr. Tarshis gave evidence. and 
said that he fitted the factory with electricity. He supplied 
a motor and starter for £25, und to prove that was the correct 
price, having had ditlieulty in getting his nioney on previous 
occasions, be asked for the money before supplying, and got 
it. As to a radiator, he denied that he had ever promised to 
take it back; the defendants had spoiled it themselves, They 
had laid ijt on its side, heated a kettle on it, the water had 
run over, causing “ shorts "" and the constant breaking of the 
wires. As to the electric lights in the oftice, it was true thev 
went wrong, but that was due to a leaky roof and not bad 
work, as it had to be passed by the Borough Council and the 
insurance company. He put it right, sending two men to'do 
it, and the price he had charged was so ridiculous that it 
would have paid him better to give the defendants £1 to stop 
away. In cross-examination, he denied that he agreed to send 
а 3-h.p. motor for £25, but only sent a 9.h.p. motor, which 
should have been £18. The defendants. however, said this was 
the fact. the price all along having been agreed at £18 for a 
2 h.p. motor, which plaintiff declared he could not get hold of. : 
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Finally, he said he could get a 3-h.p. motor for £25, to which 
defendant agreed, but he sent in a 2-h.p. machine after all. 
One of the radiators was intended for heating purposes, but 
there was no heat from it. 

Judge Cluer eventually found for the plaintiffs for £3 16s. 
only. and judgment was entered accordingly, with costs. 


SOUTA STAFFORDSHIRE Tramways (LESSEES) Co., Іти. v. 
MAYOR, &c., OF WEST BROMWICH. 

IN the Divisional Court of King's Bench on May Sth Mr. Jus- 
tice Lush and Mr. Justice Greer heard a motion by the West 
Bromwich Corporation to set aside an award made by Sir 
Lynden Macassey in December last, sitting as arbitrator, on 
the ground that he had made declarations after his award 
which were beyond his jurisdiction. 

Mr. DisturnaL, K.C., appearing for the Corporation, ex- 
plained that the matter arose out of a lease granted by the 
Corporation to the Tramway Co. of the tramways within the 
Corporation area. The Corporation, under the lease, under- 
took to keep the tramways and the roadway adjoining in 
repair. There was a covenant by which the Tramway Co. 
agreed to contribute to the net cost, plus a certain percentage 
for overhead charges, of renewals, and the Tramway Co. under- 
took to pay annually to the Corporation the net cost of 
renewals of the track as distinguished from the adjoining road. 
From time to time the stipulations of the lease were varied, 
and in 1917 there was an agreeinent by which the amount to 
be expended by the Corporation and the amount to be con- 
tributed were cut down, and it was agreed that the Corpora- 
tion should keep the tramway 1n the condition in which it 
had been during the war, and that the lessee company should 
contribute £1,500. The arbitration was as to whether or not 
the Corporation had performed its obligation in keeping the 
tramway in repair ip accordance with the agreement. 

The arbitrator, in his award, said the plaintiffs were not 
entitled to the damages which they claimed, but he awarded 
them 40s. nominal damages, for what he considered breaches 
of covenant by the Corporation, and that 408. had 
been tendered to the plaintiffs in the course of the proceedings. 
The arbitrator said counsel had made a series of declarations 
for which one could not see the necessity, as the claim was 
merely one for damages. He, however, made a declaration 
in respect of matters which another arbitrator must take into 
consideration in determining what further sums the lessee 
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company should pay by way of contribution to the Corpora- 
tion in respect of repairs to the line. 

Мк. TYLDESLEY JONES, K.C., for the company. in reply to 
Mr. Justice Lush, agreed that the pleadings left the matter 
in doubt as to whether there had been any consent to enlarge 
the dispute, but he submitted that on the documents both 
parties left to the arbitrator the determination of what was 
the effect of previous breaches of covenant on subsequent 
liability. 

Mr. Justice Lusa said it would be better to remit the 
matter to the arbitrator to expunge from the award so much 
of it as related to declarations of the future, leaving only the: 
declarations as to the past. His Lordship added, in the course 
of his judgment, that he thought the arbitrator should have 
omitted from his award matters relating to future considera- 
tions. He had, however, made as part of his award certain 
declarations which laid down principles upon which future 
assessments would have to be made. If it was allowed to 
stand, it was clear that it would be binding upon the parties, 
and therefore binding upon any arbitrator who might be 
appointed in future disputes. He was of opinion that the 
arbitrator had no jurisdiction on such matters, and the award 
would have, therefore, to be remitted to him. 

Mr. JUSTICE GREER concurred. 


A Carnnire CORPORATION CLAIM. 


Carvire Corporation was awarded £11 10s. damages at the 
County Court last week against a local shipowner who drove 
his motor backwards for some distance along the wrong side 
of the street and broke down an electric fire alarm post. 


DaMAGES AGAINST PERTH CORPORATION. 


Тнк Dundee Advertiser reports that damages amounting to 
£102 have been awarded to Mrs. Catherine Malloch, against 
the Perth Town Council, as compensation for injuries received 
in a tramway accident which occurred in August, 1920. The 
applicant stated that she was alighting at a stopping place 
when the conductor blew his whistle, the car started with a 
jerk, and plaintiff was thrown to the ground, sustaining in- 
juries to her right shoulder, which incapacitated ber for busi- 
ness. The Sheriff allowed the claim upon the ground that 
the Corporation was responsible for accidents caused by the 
negligence of its employés. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—A. V. Cuayton (Clayton Motors), 
engineer, Pwk Lane Mills, Leeds.—Heceiving order made 
on April 29th on debtor's own petition. 

SAMUEL Homes, trading as Holmes & Co., Palatine Chain- 


bers, Halifax, electrical contractor. The following are 
creditors :— 

£ £ 
Bateman, Stanley ... X .. 4 Illingworth, W. H. ds .. 3 
Bell, B., & Co. re es e. 0 Lazarus & Price... i e. 46 
Halifax Office Supplies Co. .. 1l Lipton, B. .. di Pur ... 45 
Halifax Corporation jii e) 14 Priestley, J. M... Те ... 150 
Hartley, Ernest — ... аға .. 160 Silekt Electrical Eng. Co. .. 14 
Hartley, Percy “id sins -.. J0 Wright Motors sos soe .. 18 
Hoyle, Joshua Yeas & 23 


HERBERT OLDFIELD, 51, Milton Terrace, High Street, Heck- 
mondwike, late Silver Street, Stainforth, near Doncaster, elec- 
trical engineer, formerly a grocer and general dealer. 
—The public examination of this debtor was held re- 
cently at Dewsbury. According to the statement of 
affairs, there was a deficiency of £454. Debtor attributed his 
failure to Joss by fire. He stated that when he went to Stain- 
forth he had £500 capital and furniture valued at £400. A fire 
occurred on the Stainforth premises in February, 1921. The 
turnover had been about £10 weekly. After further questions 
the examination was closed. 

WM. Henry ROoSLINGTON, lately trading as the Greenling 
Electric Supplies, 240, High Holborn, W.C.—The first meet- 
ing of creditors under this failure was held on May 5th at 
the London Bankruptcy Court. The Official Receiver reported 
that the debtor carried on business in partnership under the 
style of the Greenling Electric Supplies, into which as sleep- 
ing partner he put £100, his partner providing the experi- 
ence. They each drew £10 a week from the business from 
December Ist, 1919, until the end of the following March. 
As the business needed further capital, his partner borrowed 
£300 on their joint promissory note from his (debtor's) father- 
in-law, and they raised a further £300 on security of 
their joint promissory note. The whole of the money so 
raised went into the business, in addition to which they 
obtained an overdraft from the bank of £250, which had 
since been reduced to £40. The partnership, which had been 
verbal, was dissolved by mutual consent in May, 1990, the 
debtor taking over the assets and liabilities of the business. 
although he had since ascertained that book debts of the face 
value of £1 000 were irrecoverable. He afterwards transferred 
the business to 240. High Holborn, and converted it into a 
limited companv called Greenling Electric Supplies. Ltd., with 
ғ nominal capital of £5,000. ° As vendor he was allotted 1,000 


ordinary shares in payment of stock and contracts, and he 


» was appointed managing director of the company at a re- 


muneration of £500 per annum plus director’s fees £100 per 
annum. Preference shares to the extent of £1,000 were taken 
up for cash. The debtor had, however, resigned his director- 
ship and transferred his holding in the company to another 
person. He attributed his failure to the long illness of his 
wife and heavy expenses thereof, and to the lack of trade. 
His statement of affairs showed liabilities £1,209 and assets nil. 
The estate was lett in the hands of the Official Receiver. 

FRANK RAWCLIFFE (trading as Frank Rawcliffe & Co.), 8, Nun 
Street, Newcastle-on-Tyne, electrical engineer.—The adjourned 
first meeting of the creditors was held recently at the Official 
Receiver's office, 4, Northumberland Street, Newcastle-on- 
Tyne. The statement of affairs showed liabilities of £3,866, 
against assets of £11. At the last meeting it was stated that 
debtor claimed that a company registered on August 15th, 1921, 
had taken over his business and agreed to pay the liabilities 
owing on April 16th, 1921, besides paying debtor £7,000 in 
shares and £3,500 in cash. Debtor stated that he had only 
received the shares. A resolution for voluntary liquidation 
was passed on January 30th last, and debtor said that under 
the liquidation he waived all claim to the £3,500 cash, to 
enable his creditors and the creditors of the company to be 
paid a dividend of 10s. in the £, to be secured by a debenture 
in a new company about to be formed. If the creditors 
approved of that arrangement and decided to treat the new 
company as their debtors there would be no liabilities in the 
present procedings, but if they objected the trustee would 
have to be advised with regard to the £3,500. After some 
discussion the meeting was further adjourned. ; 

F. S. ORMONDE (carrying on business in co-partnership with 
another as The Soho Electrical Works), electrician, 125, 
Islington, Liverpool.—First meeting, May llth. Public ex- 
amination May 30th, at the Court House, Liverpool. 

R. Е. Mayner, electrical engineer, Narrow and Wentworth 
Streets, Peterborough.—First meeting May 9th. Public ex- 
amination June 9th, at the Law Courts, Peterborough. 

W. САМР (W. Camp & Co.), electrical engineer. Carr Lane, 
Slaithwaite, Huddersfield.—Last day for proofs for dividend, 
Mav 20th. Trustee: Mr. W. Durrance, Official Receiver, 12, 
Duke Street, Bradford. | 

D. С. ВАТЕ, electrical manufacturer and supplier, 16, John 
Dalton Street, Manchester.—First meeting, May 17th, at the 
Official Receiver’s offices, Manchester; public examination, 
June 30th, at the Court House, Manchester. 
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Company Liquidations.—Watts, Witulams & Co., LTD., 
electrical engineers, Leystield Road Works, Goldhawk Road, 
Shepherd's Bush, London, W.—The following are creditors 
herein :— | 


€ Ё 
Burt & Co cer дуз .. 46 Lewis, 5 H е .. 00 
Churchill (C) & Co. .. .. 035 London Electra Wiring Co... — 26 
Cook, Howard E s . 99 L.P.S. Electrical Co Ws we ob 
Electric Auto Supplies .. 27 Middieton, J. Ro... ы, e. 9385 
Engravers’ Guild, Ltd. ... .. 16 Morgan Crucible Co.  ... .. 08 
Harman J. F) € Co. ... .. 1290 Bankers 9 ads a ... 9,019 
Mayo (Frank) & Co. as .. 23 New System Private Telephone 
Freeman, W. €. M wu p Со, Ass Уз on EM 
Hermans, Ltd. M zac .. OS Parsons & Sons... ie "E 
Gestetner, D., Ltd. As x 75 Какие & Co, fag i s 15 
Morton, G. N., Ltd. wa .. 1 Rigby F. W.) X Co, Ltd. .., ЗЬ 
Howland Bros. "T. sut we  d2 Ripaults, Ltd. "n vus e. 0i 
Garaham (V) & Co. 20 Simmons, J. 8S. ... 13 


Jhorn & Hoddle Acitvlene Co. KH 


Hammersmith Borough Council 163 
5 Universal Card Engraving Co. 60 


Harper, Bean & Son, Ltd. 


Herbert Terry & Со. Ltd. ... 479 Webb, W. & N. s «s $0 
Hall (John) & Son (Bristol), Ltd. 14 Whittingham & Wilkins n OJ 
Keen (W. B.) & Co. .. 52 Williams, Сирай» ; 15,69) 


King's Patent Agency, Lid, ... 21, 

Ахего-МехІСсАХ Exvectric Co., l.rTb.— Winding up volun- 
tarily. Liquidator: Mr. R. R. Skelsey. Meeting of creditors 
May 17th, at 47, Parliament Street, S.W. Particulars to the 
liquidator by June Ist. 


W. E. Brake, Ltp.—Meeting of creditors May lëth, at the. 


ofħces of the liquidator, Mr. H. B. Everett, 3/7, Southampton 
Street, Strand, W.C.2, to who particulars should be sent by 
June 4th. 

Vactite Міне Co., Lrp.— Meeting of members called for 
June 7th, at 12, Grosvenor Gardens, S.W., to hear an account 
of the winding-up from the liquidator, Mr. L. J. Yeoman. 

THe Maxim Lame Works, LTD., 75, Canonbury Road, 
Highbury, N.—The creditors and shareholders of this com- 
pany (in liquidation) met last week at the Carey Street othces 
of the Board of Trade, Lincoln’s Inn, W.C. Mr. E. T. A. 
Phillips, Official Receiver, reported that the company was 
formed in March, 1910, with а nominal capital of £5,000, 
divided into 6,000 cumulative participating preference and 
2,000 ordinary shares of £1 each; the whole of the shares had 
been issued. The object of the formation was to acquire the 
business carried on by the Receiver for the debenture holders 
of the Maxun Lamp Works Electrical Co., Ltd., of Shernall 
Street, Walthamstow. А statement of affairs showing the 
position as at the date of the appointment of the debenture 
holders’ Receiver on July 25th, 1921, was presented, from 
which it appeared that the liabilities amounted to £11,050, of 
which £4,957 was expected to rank against assets valued at 
£3,579, and consisting of the estimated surplus from the fully- 
secured debts. After payment of the preferential claim, £77; 
and of the loans on debenture bonds, £3,000; there was 
shown 2 balance of £502 available for the unsecured creditors, 
who were accordingly faced with a deficiency of £4,485. Mr. 
Alfred Tosh was acting as the receiver for the debenture 


holders. The liquidation was left in the hands of the Oflicial 
Receiver. Appended is a list of the chief creditors : — 
£ £ 
Glashutter-verks Auterbruten, Plowden & Thompson. Ltd. ... 452 
Репа... ve ue . 112 Johnston (R.) & Co., Ltd. m.. 115 
Bomkessel, P., Berlin. ... .. 859 Sloan Electrical Co. bx e 003 
British and Northern. Shipping Shereaton Glass Co., Ltd.  ... 367 
Agency — ... daly eh we 010 Stella Lamp Co., Ltd... e 44 
Brightling (G. C.) & Co., Ltd. 35 Scientific Metals Co., Ltd. — ... 528 
Burton, A. E. ees TR e) 30. lomey (F.) & Co., Ltd. ... .. 261 
British Oxvgen Co.,Ltd. ee lo Troller, Goodall & Palieson ... 401 
Duram, Ltd. vite ia we 20 Масе Wire Co., Ltd. ... Aw EU 
Douglas, Wa L4. Т 036 Wiggins (H.) & Co., Ltd. ... 12 
Davis (C. J.) & Co., Ltd. .. 119 Williamson, J., Ltd. — ... duo. El 
edison Swan Electric Co., Ltd. N27 Walsh, Walsh J. ... m "TESI 
Gunn Trading Co., Ltd. e) 33 Z. Electric Lamp Supplies, Ltd. 156 
General Electric Co., Ltd. ... 940 Soacke (Z.) & Co., Dresden ... 76 
Good (H.) & Son, Ltd. ... .. 13 Hatcher, F. iss iu SQ. 94 
Haves & Hayes... 2 < J4 Poynter, J. Fo... ais e) 41 
Imperial United Lamp Co. — ... 474 Gas Light & Coke Co. ... i. 117 
Melin (С) & Co. ... >; .. 20 Islington Journal ... з e 100 
Moncrieff, J., Ltd. sa oy 13. Fully secured 232,014 
Phelps (E. B.) & Co. ... s 51 Preference Ner uw 


Jlusent D, Carter (PANGOR), Lrp., electrical instrument 
dealers, High Street, Bangor.—At Bangor County Court. on 
Monday, Mr. Burgis, of Manchester, applied for a compul- 
sory winding-up order in this case. Mr. Burgis said the 
company Was formed in 1920 with a capital of £25,000. There 
was also another company, said Mr. Burgis, at Colwyn Bay, 
which was established in 1917 with a capital of £5,000. The 
Colwyn Bay Co. supplied. electrical appliances to the Bangor 


finn; the two firms had the same = secretary, the same 
directors, and the same auditors. He suggested that 
the two companies were so closely allied that there 


ought to be an independent investigation. Mr. Burgis repre- 
sented Higgins, Ltd., Downes & Davies, Electrical Appliances, 
Ltd., the General Electric Co., Ltd.. and another creditor with 
claims amounting to £560. Mr. Hooson, Ofticial Receiver, 
said he had been appointed provisional liquidator, and the 
Judge eventually made an order for the voluntarv winding-up 
of the estate, the official liquidators to be Messrs. Poppleton 
(Birmingham), and Faves (Manchester), the costa of the 
petitioners, the Official. Receiver, the provisional liquidator 
and Messrs. Bone & Johnson to come out of the estate. ` 

SWARREN, тә. First meeting of creditors and contri- 
butories, May 19th, at Carey Street, W.C. 


Dissolution of Partnership.—Matnstoxe Exnectric WELD- 
ING Co.. electric and oxy-acetvlene welders. Queen Anne 
Road, Maidstone.—Messrs. J. W. Vissenga, W. D. Vanson, 


and R. Newton have dissolved partnership. Debts will be 
attended to by Messrs. J. A. Robertson and W. D. Vanson, 
who will continue the business under the same style. 


Deed of Assignment.—In the matter of WILLIAM MORRIS, 
electrical engineer, Cinema Buildings, Bridgend, who made 
a deed of assignment to his creditors in June, 1921, the trus- 
tee, Mr. №. A. J. Osborne, gives notice that all claims ot 
creditors must be notified to him at the othces of Messrs. 
Corheld & Cripwell, 119, Finsbury Pavement, before Мау 
I4th in order to benefit under a dividend about to be declared. 

Trade Announcements.—Mr. J. W. Russet, electrical en- 
gineer, of 494, Fore Street, Hertford, and Watford, has opened 
а branch business at Ware. 

Messrs. JOHN Marsben & Sons, electrical engineers, of 
Huddersfield, have removed their business from Aspinall's 
Yard, Market Place, to 1, Upperhead How. 

lug LASSEN METER & ENGINEERING Co. has been acquired by 
James Gordon & Co., Ltd., of Windsor House, Kingsway, 
W.C.2. Mr. J. J. Lassen has accepted the position ot joint 
managing director, and will conduct the section of the bus- 
ness dealing with boiler etticiency appliances and instruments. 
The lutter company specialises in the design and manutacture 
of water power plant. 

The Hart ACCUMULATOR Co., LTD., Stratford, London, has 
just opened a branch oftice at 6, Bridge Street, York, under 
the management of Mr. R. H. Rawlinson. A depot for the 
repair of storage batteries is also being prepared at the same 
address. 


Catalogues and Lists.—Messrs. Watson & Sons (ELECTRO- 
MepicaL), Lrp., Sunic House, Parker Street, Kingsway, 
W.C.2.—Bulletins Nos. 43s, dealing with the "' Ionostat,'' a set 
for all medical applications of electric energy; 45s, describing 
the radiological 1onometer and other instruments for meusur- 
ing X-ray dosage; and 46s, relating to waterproof surface in- 
tensifving screens. All fully illustrated and priced. 

WrzeLCO Patents, 150, Alma Street, Birmingham.—4A folder 
illustrating and describing the ‘* Welco” electric pedestal 
heater. 

Messrs. BAXENDALE & Co., Ltp., Miller Street, Manchester. 
—An illustrated folder advertising the *' Electolite '' small 
lighting and power sets. 

ELEcTRICAL. Сомрохехтѕ, LTD., 90, Great Charles Street, 
Snow Hill, Birmingham.—List No. 95, an abridged net price 
list of electrical accessories of all kinds, including switches, 
fuses, lighting fittings, and cables. Also a supplementary 
price list of electric fans. 

Carron Co., Carron, Falkirk.—An illustrated and priced 
catalogue of electrical cooking appliances, showing various 
types of ovens, and boiling rings and plates. 

Tue Савик Accessories Co., Ltp., Britannia Works, Tivi- 
dale, Tipton, Staffs.—List No. 3, giving prices and illustrations 
of " Revo ” electric fans; list No. 7, an illustrated price list 
of '" Revo " fuse and switchgear; and Form 27, dealing with 
reflector fittings for interior lighting. 

THE Lonpon Factors & AGENTS, Lro., 38 & 39, Parliament 
Street, S.W.1.—A net price list of electrical accessories, in- 
cluding batteries, bells, conduits, cables, lamps, switches, &c. 

Messrs. MALCOLM & ALLAN, Lrp., 42, Henrietta Street, 
one W.C.2.—Stock lists of d.c. and a.c. motors and fans, 
гс. 

THe British AUTOMATIC TELEPHONE TNSTALLATION Co., LTD., 
82, Victoria Street, S.W.1—An_ illustrated explanatory 
pamphlet for non-technical readers upon automatic telephone 
systems. ' 

Tue SUNDERLAND Forge & ENGINEERING Co., LTD., Sunder- 
land.—An illustrated description of the firm’s works at 
Sunderland, Belfast, and Blaydon-on-Tyne, with particulars 
of manufactures. 

Messrs. GRIFFITHS Bros. & Co., Lonpon, Lrp., Macks 
Road, Bermondsey, S.F.16.—Two leaflets dealing with ‘* Shav- 
dolite °’ varnish for colouring lamps, ќе. | 

ATELIERS DE CONSTRUCTIONS ELECTRIQUES DE CHARLEROI, 50. 
Victoria Street, S. W.1l.—May list^of motors and dvnumus in 
stock. ` 

THE RELIANCE. TELEPHONE Co., 1лр.. Goschen Buildings. 
12-13. Henrietta Street, W.C.2.—A booklet dealing with the 
installation and maintenance of the ‘ Heliance |” intercom- 
munication telephone system. 

THE ENaLiSm BuecTkRic Co., LTD., Queen's House, Kingsway. 
W.C.2.—Publications No. 330, © The English Electric Cylin- 
drical-balanced Valve "; No. 331, °° The E.E. Relief Valve": 
No. 332, ‘* The E.E. Bucket Attachment for Impulse Wheels "’: 
and.No. 366, "' The Fullagar Oil Engine for Land Purposes.” 


, Education and Apprenticeship.—The Bradford Educa- 
tional Authority is devoting its attention to a subject of 
general interest to manufacturers and contractors in this 
eountry. Under the Fisher Education Act boys are debarred 
from leaving secondary schools until the end of the term in 
which they attain_ their sixteenth birthday, the maximum 
age at which apprentices usually commence their traimng. 
In the opinion of Bradford manufacturers this prevents the 
entry into trades of numbers of lads ot superior education 
and is likely to have a detrimental effect upon the stindard 
of work. The Chairman of the Educational Authority: there- 
fore advocates a revision of apprenticeship regulations. 
although it would appear that the object would ‘be more 
easily obtained by a suitable revision of the Fisher Act. 
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Our “* Contractors’ Column." —lIt does not appear to be 
generally recognised that the information given in our ''Con- 
tractors’ Column” is collected by us editorially and is not 
advertisement matter, though it is placed in our advertise- 
ment pages. Occasionally, however, our correspondents ex- 
press their appreciation of the value of the section. ‘This 
week a correspondent in Wales writes: “I am a regular 
reader of your paper, and have found in particular your 
'Contractors' Column ' most useful, and take this oppor- 
tunity of thanking you." 


To Produce a Trade Boom ?—We cull the following from 
Current Opinion, the new official organ of the Industrial 
League and Council :— | 

THE COUEITE. 
Every day and in every way 
Trade is going up! 
Jones has gone where the palm trees sway 
To open a branch in Mandalay : 

- Brown has been seven months away 
Canvassing orders and goods from gay 
Little New York to far Cathay: 

Slaving and sweating to make things pay 
Robinson down at the Works will stay. 
But I—I have chosen the better way— 
Good M. Coué showed me the way— 

I simply sit in the office and say, 

Every day, every day 


Trade is going up! A. M. L. 


Electric Café at Cardiff. —A development of considerable 
interest received its send-off at Cardiff on April 28th, when the 
Electric House Café, 47, St. Mary Street, was opened with 
a luncheon given by the directors to a few of their friends. 
Mr. A. C. McWhirter, M.I.E.E.. chairman of the directors, 
presided over the function, and was supported by the follow- 
ing members of the board :—Messrs. C. 1. Allan, A.M.I.E.E., 
T. E. Alger, A.M.I.E.E., J. Н. P. Berthon, A.M.I.E.E., 
W. A. Chamen, M.LE.E.. H. Ellis, M.LE.E.. T. Hood. 
A.M.I.E.E., D. R. Reid, and H. Wintle, A.M.I.E.E., mana- 
ging director and secretary. There were also present at the 
luncheon Mr. C. G. Morley New, the Cardiff City electrical 
engineer, Mr. R. L. Horstield, Cardiff Corporation. tramway 
manager, and Mr. W. North Lewis, J.P., chairman of the 
South Wales Electric Power Distribution Co. An apology for 
inability to attend was read from Mr. A. F. Berry. of 
‘Tricity House," London. ‘The toast of the `* Electric House 
Cafés, Ltd.," was given by Mr. Morley New, who wished the 
enterprise the success which, he said, it deserved. He said 
the idea was to bring home to the public the value of elec- 
trical appliances in the kitchen and the superiority of electrical 
cooking over any other method. In responding, Mr. 
MacWhirter remarked that the aim of the directors was to 
advance the use of electricity for domestic purposes and to 
provide the business men of the city with a sort of business 
men’s luncheon club. The venture was unlike any other in 
that, although they hoped to get a little profit, they were 
not out for profit, but for propaganda. Their kitchen was to 
be so arranged that any person interested in the use of 
electricity might inspect the methods of cooking and be 
shown the right manner of handling the electric cooking 
apparatus. Later it was hoped to organise lectures and give 
demonstrations in electrical cooking, laundry work, &c. 


Hackney Electrical Exhibition.—On Wednesday last week 
a well-attended exhibitors’ dinner, organised by Mr. F. Н. 
Howell, of the Falkirk Iron Co., Ltd., was held at the Great 
Eastern Hotel. Mr. Howell was chairman, and the principal 
guests were the Mayor and Councillors of Hackney, the 
borough electrical engineer (Mr. L. L. Robinson) and his stafi, 
and the director of E.D.A. (Mr. J. W. Beauchamp). 

The keynote of the proceedings was the enthusiastic testimony 
of the exhibitors to the success of the exhibition, and to the 
energy and enterprise of the electricity department, as well as 
of E.D.A., in organising and conducting the show. The 
Mayor commented on the large number of visitors and the 
great interest they displayed in electric cookers and washers, 
and declared that electricitv was the servant of the man of 
moderate means as well as of the well-to-do. Mr. G. Nobbs, 
proposing the health of the borough electrical engineer and 
his staff, said the exhibition was a revelation to the exhibitors 
of what eould be done by an enlightened electricity depart- 
ment; everything that a manufacturer could wish for had 
heen provided, including an.excellent tariff for domestic con- 
sumers. He suggested that the staff should receive bonuses 
proportional to the number of units sold and (inversely) to the 
cost of generation and distribution. Mr. Robinson, respond- 
Ing, said that the public in Hackney had a personal interest 
In the exhibition, as the municipality was not out to make 
profits, but to render public service. The department was 
hiring out cookers, washers, and radiators on a fair basis, and 
serving the community at cost plus a reasonable margin. A 
hearty spirit of <‘ matey-ness’’ prevailed throughout the 
Council and the electricitv department, including the work- 
men, and,"  team-work " was done by the exhibitors and the 
staff, as it should be throughout the whole industry. The 
manager, Mr. Self, was a tower of strength; and Mr. 
Beauchamp had rendered invaluable assistance. Councillor 
Jackson, chairman of the Electricity Committee, proposed the 


health of ‘‘ The Exhibitors," and Mr. H. H. Berry, in reply, 
endorsed Mr. Nobbs's remarks regarding the excellence of the 
arrangements and the exceptional qualities of Mr. Robinson. 
Alderman H. Morrison, L.C.C., proposed '' E.D.A. and the 
Electrical Press '" in eulogistic terms, pointing out the value 
of co-operation, and remarking that the exhibition had demon- 
strated that the manufacturer and the municipal authority 
could work together to their'joint benefit. In the course of 
his reply Mr. Beauchamp claimed that the exhibition, from 
the business aspect, had made a record. A reasonable tariff 
and a hiring scheme were essential factors 1f the manufac- 
turers who exhibited were to be fairly treated. "The people 
with few servants or none at all were the customers thev 
should cultivate. The electrical Press could do more for them 
if they would tell it more fully what they were doing. 

The tariff for domestic uses of electricity, mentioned above, 
is as follows: 2s. per 60-watt lamp or its equivalent, per 
quarter; energy for all purposes at ld. per unit, 5 per cent. dis- 
count for cash within 14 days. 


Copper and Lead Prices.—Messrs. F. Smith & Co. report 
May 10th :—Copper (electrolytic) bars, £67; 10s. increase. 
Do., do. sheets, no change. Do., do. wire rods, £77 10s.; £1 
increase. Do., do. h.c. wire, no change. 

Messrs, James & Shakespeare report May 
bars (best selected), sheet and rod, no change. 
lead, £25 10s.; 10s. increase. 


* Falco " Cookers for Hackney.—4An interesting outcome 
of the Hackney Exhibition is indicated by the accompanying 
photograph of a dozen ‘‘ Falco ” cookers ready for dispatch, 
which was taken on Mondav last. These cookers were ordered 
by the Hackney Borough Council for hiring-out to consumers 
in accordance with its new scheme for encouraging the use of 


llth :—Copper 
English pig 


electricity for domestic purposes, which is mentioned in the 
adjoining column; the order was placed with the london office 
of the Falkirk Iron Co.. Ltd., on Friday last, as a first instal- 
ment, and it will be seen that the company did nct take long 
to comply with it, though the Hackney Corporatior's specifica- 
tion necessitated certain departures from the makers' standard 
pattern. ‚ 

Manufacturing in Sweden.—The directors of the A.B. 
Elektraverken report a loss of 1,981,000 kr. in 1921, as com- 
pared with a loss of 312,000 kr. in the previous year, and a 
portion has been covered by the absorption of the reserve fund 
of 450,000 kr. A large part of the loss is attributed to the ' 
necessity for writing down the stocks. The report states 
that the industrial depression which began in 1920, which was 
specially noticeable in the company's branch as a consequence 
of low exchange dumping. was further increased in the past 
year. The orders from domestic customers experienced a con- 
siderable decrease, and any noteworthy exports were not pos- 
sible. During the year the directors endeavoured to reduce 
wages and general expenses and otherwise adapt the activity 
to the conditions now prevailing. Owing to falling sale 
prices, it was found necessary largely to write down the stocks 
of raw materials and finished products, while the loss on actual 
working was 638,000 kr. No dividend was paid either for 
1920 or 1921, but a rate of 10 per cent. was distributed in 1917 
and 1918. 

Chinese Notes.—Finance and Commerce reports that Chinese 
merchants in Shanghai have raised capital for the establish- 
ment of a Shanghai-Woosung telephone company.—Reuter's 
Trade Service (Shanghai). 

Ma Hui-chieh and other capitalists have raised a sum of 
$5,000,000 for the establishment cf the ‘‘ Kiao-ao Electricity 
Co.. Ltd., at Tsingtao. The company will undertake elec- 
trical enterprises along the Kiaochow-Tsinan Railway. Its 
head office will be situated at Tsingtao with branches at 
Tsinan, Shanghai, and Tientsin. ' | 

The Tiao Hua Electric Light Со.. Ltd., at Tipu, Chekiang, 
has been established by Lang Er-k’ang and others. Applica- 
tion for registration has been sent to the Ministry of Agri- 
eulture and Commerce through the Board of Industry of 
Chekiang. 
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Catalogues Wanted.—\Mr. B. Stuart Ехсн, electrical engi- 
neer, Old Bank House, Monmouth, desires to receive cata- 
logues. 


THE Arco Fittixcs Co., of 14, Ellison Street, London, ЕЛ. 
wish to receive catalogues and net price particulars of a.c. and 
d.c. fans, washing machines, and irons. 


Lead.—Messrs. James Forster & Co., reporting on Mav 
6th, state :— 

“ Trade reports continue very pessimistic, there being no 
improvement in either the huilding or electrical trade require- 
ments. On the other hand, the cessation of shipments from 
Australia is a grave feature. The lead is being smelted but 
not shipped, as the present levels of prices are said to be un- 
economic, but they are far above pre-war average figures, and 
experience suggests that if Australia cannot produce at present 
figures, we shall not want sufficient lead, although in the 
meantime the removal of 7,000 tons per month even tem- 
porarily may be awkward.” 


Electric Furnace Demonstration, — With а view to demon- 
strating the utility and consistent results produced with the 
Wild-Barfield electric furnace, demonstrations have been ar- 
ranged to be held at Messrs. J. H. Holmes, Portland Road, 
Newcastle-on-Tvne. for a week, starting from May 15th. In- 
vitations to witness these demonstrations are extended to 
anvone who mav be interested, and visitors are asked to take 
small samples for treatment. Further information can be 
obtained from either the Newcastle Electric Supply Co., Ltd., 
or Messrs, Prangnell Partners, 47, Pilgrim Street, Newcastle. 


Book Notices.—The Toronto JFlectrical News issued a 
epecial ‘‘ Prairie Number ” on April 15th. Those interested 
in the Canadian electrical industry, as well as the general 
reader. will find much in this of value. The publication deals 
with that part of Canada which is not so much in the eye of 
the British public. Much is heard of Ontario and Quebec, 
but Manitoba, Alberta, and Saskatchewan, with which pro- 
vinces this issue deals, have been comparatively neglected. 
The public utility undertakings of Winnipeg receive very full 
treatment bv high officials concerned with them. Outside 
Ontario, and Quebec, the Winnipeg River is the larcest source 
of hydro-electric power, and its develonment 15 still procress- 
inc. The citv itself already utilises 68.000 h.p.. and the Mani- 
toha Power Co., Ltd.. is planning to harness 56,000 h.n. An- 
other !ar«e hydro-electric nlant described is that of the Calgary 
Power Co.. T.td., developing 31,000 h.p. | Saskatoon (Sask.) 
has ^ 10.400-kW steam station, and it is stated that the pra- 
dnetian cost is anly 2.77 cents per kWh. while the average 
selling price is 3.98 cents. Other sten m stations described оте 
those owned bv the municipalities of Moose Jaw (6.000 kW). 
Edmonton (14.000 kW), and Regina (11.000 KW. Special 
attention is given to street railway operation in Calgarv and 
Winnipeg. and the telephone systems of the prairie provinces. 
Jn Manitoba there is a telenhone to every nine of the popu- 
Iaticn. Other features of this isme are notes npon salesman- 
ship in relation to the special characteristics of the Canadian 
supply svstems and the national temperament. 

' Data for Pump Users " (16 pp.). Reading: The Pulso- 
meter Engineering Co., Ltd. This is a collection of tabulated 
information and formule relative to numping work. Among 
the tables given are lists of average efficiencies, relative speeds, 
&c., of varions types of electric motors. 

Tneluded in the May number of Welfare 
а dispassinnate review of a recent work on ‘* Sharing 
Profits with Emplovés," by J. A. Bowie, M.A. The report 
af the Cave Committee on Trade Boards is considered, and 
notes on recent industrial legislation also appear. 

' Practical Profit Sharing," reprinted from the Manchester 


Work js 


Guardian Commercial, with an introduction by Seebohm 
Rowntree. Manchester: Manchester Guardian, Ltd. — Price 
Ts. 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks, 
in respect of goods and productions connected with the elec- 
trical trades and industries. Any firm desiring to enter an 
opposition. to anv of the applications has опе month in 
Which to do so, from the dates given below : 

Nagel Electric Toledo (lettering and design). No. 415,616. 
Class ©. Electric dvnamos, fans, blowers. motors, &e. The 
W. G. Nagel Electric Co.. 25-32, St. Clair Street, Toledo, O., 


U.S.A. (Marks & Clerk, 57-3, Lincaln’s Inn Fields, London, 
W.C.) May 3rd, 1:22. 


Lucas, British made (lettering and design). No. 418,546. 
Electric goods in Class 8, No. 419,972. Class 13. Electric 
lighting equipment for evcles and motor vehicles. — Josenlr 
Lucas, Ltd., Great King Street, Birmingham. May 3rd, 1922. 

Metallam. No. 420,207. Class 13. Electric incandescent 
lamps (ordinary). The A. & A. Electrical Co., Ltd., 13, Far- 
ringdon Road, London, E.C. May 3rd, 1922. 


Austrian Foreign Trade.—The foreign trade returns of 
Austria for 1921 show that the imports of machinery, includ- 
ing electrical, amounted to 18.787 tons, as compared with 
290.590 tons in 1920. 
chinery increased from 43.351 tons in 1920 to 53,718 tons last 
year, and those of the electrical industry advanced from 4.961 
tons to 6,015 tons in the two years respectively. 


On the other hand, the exports of ma-: 


British Indian Electric Committee.—At a luncheon held 
by the British Indian Electric Committee on May Ist, to meet 
certain directors of their member companies recently returned 
from a visit ‘to India, the chairman of the committee (Mr. 
K. A. Scott-Moncrieff, M.I.E.E.), in opening, stated that, 
broadly speaking, the Committee was formed to promote 
co-operative action by those electric supply and tramway 
companies which were registered in the United Kingdom and 
were operating in India. Аз instances of what the Commit- 
tee had so far achieved he might mention the successful 
efforts which the Committee had made in the way of secur- 
ing co-ordination of income tax practice in India, and also in 
toe way of obtaining standardisation of depreciation allow- 
ances on a scale more generous to the companies than the 
companies’ representatives in India had been successful in 
obtaining. The Committee had also had under consideration 
the alterations which the Government of India proposed to 
make in the Act governing the supply of electricity in India 
and the Rules thereunder. With regard to the Act itself, 
practicully every recommendation put forward by the Com- 
mittee had been successful. With regard to the Rules, noth- 
ing had so far been published to enable the Comnuttee to 
judge to what extent its efforts had been successful. The 
subject which had most recently been engaging the attention 
of the Committee was that of the alterations which the 
Government of India proposed to make in the existing Boiler 
Laws, which, if carried into effect as drafted, would be of 
very serious importance to all users of boilers. Speaking of 
the increasing co-operation between electricity interests in 
India and the vast possibilities immediately available in that 
country, he anticipated the day in the near future when it 
might be possible for the managers of the supply undertak- 
ings, Isolated as they were, to hold a general conference once 
a year on the lines of those held in Britain by municipal 
electrical undertakings. 

Mr. J. G. B. Stone, Chairman of the Calcutta Tramways 
Co., Ltd., and the Indian Electric Supply & Traction Co.. 
Ltd., said that he was firmly of opinion that the supply of 
electricity was one of the most promising fields for invest- 
ment at the present tine, and if the Government adopted a 
consistent line of policy many of the troubles would dis- 
appear. Mr. Stone also referred to the destrability of bring- 
ing back the rupee to its value of 1s. 4d., as against the 
present arbitrarily fixed 2s., which was doing a good deal of 

arm. 

Major-General К. H. Mahon. C.B., C.S.L, vice-chairman 
of the Calcutta Electric Supply Corporation, Ltd., spoke opti- 
misticallv of future prospects given some reasonable improve- 
ment in government from home. He considered that, to a 
great extent, the present trade depression was’ but a passing 
phase, and that peaceful and more prosperous conditions 
were returning rapidly. His company was at the present 
time swamped with applications for new connections, and its 
output had passed all former records. 

Mr. Taylor pleaded for a long period of political quietness. 
when he felt that business would develop naturally. — He 
referred to the cost of living. which was still extremely high, 
and to the somewhat difficult conditions under which Euro- 
peans in responsible positions were obliged to work. 

Lord Meston, K.C.S.I., chairman of the Calcutta Electric 
Supply Corporation, Ltd., emphasised the remarks of the 
previous speakers on ihe need of a firm and consistent 
Government policy. Не considered that the country was 
only on the threshold of electrification. The introduction of 
more modern plant, effective control from home, апа closer 
co-operation between officers of undertakings working in 
that country would produce a splendid investment for capital. 


Glasgow Diesel Works Purchased.—The Financial News 
saya it 1s announced by Messrs. Swan, Hunter & Wigham 
Richardson, Ltd., that they have completed the purchase of 
the North British Diesel Engine Works at Glasgow. 


Motor Production in Holland.—The report for 1921 of the 
N.V. Electromotoren Fabriek Dorot. of Dordrecht. states that 
the fall in sale prices continued during the whole of the vear. 
this being attributable for the most part to competition from 
Germany as a consequence of the depreciated currency. Cer- 
tain indications suggest that this rivalry will soon come 
to an end. as the various German works are overloaded with 
unexecuted orders: and their costs of production are higher 
despite the fall in the mark. The unfavourable results 
achieved by the company in the past vear were due to the 
general depression accentuated by the depreciation of the 
German mark, and to a strike of several weeks’ duration. 
The gross profits amounted to 247,000 florins, ss алаш 
750.00 fl. in 1920, but the final result is a loss of 8.585 fl., as 
compared with net profits of 34.000 fl. in the previous year. 
As to the new financial year, the report states that raw ma- 
terials and semi-finished products stand in the books at such a 
level that it will not be necessary to write them down for 1922. 
Wages have been reduced by from 10 to 15 per cent., and the 
general expenses will also be considerably reduced. Under 
these circumstances the costs of production will be lower. and 
it will also be possible to sell motors at lower prices. [t 
cannot be foreseen whether the reduction in sale prices will 
he sufficient successfully to meet competition. the incalculable 
factors being the course of the mark and the capability (d 
Germany to effect deliveries. 
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Forthcoming Exhibitions.—The following exhibitions are 
being organised :— 

Loxpon.—July 3rd to Jith, London Fair and Market; 
October 18th to 23rd, Commercial Motor Exhibition. 

MaNCHESTER.—October 6th to 20th, Textile Machinery Ex- 
hibition. | 

CanaDA (Toronto).—August 26th to September 9th, Cana- 
dian National Exhibition. 

AUSTRIA (Vienna).—September 10th to 16th. 
Sample Fair. | 

BrLGiUM (Liége).—June and July, Technical Engineering 
Exhibition. 

Brazik (Rio de Janeiro).—September 7th to November 15th, 
Centenary Exhibition. 

CZECHO-SLOVAKIA (Praguec).—September Ath to 30th, Sample 
Fair. 

EsrHoNiA (Reval).—September 2nd to 11th, Agricultural and 
Industrial Fair. 

France (Bordeaur).—June 15th to 80th, Sample Fair; 
(Lyons), October Ist to 15th, Sample Fair. 

HotrtAND (Amsterdam).—June 94th to July Brd. Inventions 
Exhibition; (Utrecht), September 4th to 9th, Sample Fair. 

Traty (Naples).—September 16th to 30th, Sample Fair. 

JuGo-SLiavia (Llubljana).—September 2nd to 11th, Inter- 
national Sample Fair. 

LuxEMBOURG.—August 14th to 22nd, Fair. 

PouandD (Lemberg).—September 5th to 15th, Eastern Fair. 

TRIESTE.—September 8rd to 18th, International Sample Fair. 


The Newfoundland Market.—With an import trade in ma- 
chinery worth between one million and опе and a quarter 
millions sterling annually, Newfoundland should prove an in- 
teresting market to the engineering industry. Capt. E. J. 
Edwards, formerly H.M. Senior Trade Commissioner, in a 
report recently issued by the Department of Overseas Trade 
(price 9d.), strongly urges Tinited Kingdom manufacturers to 
quote their very lowest prices to Newfoundland buyers, on 
account first, of American competition, and secondly, of the 
heavy import duties. There is a strong feeling against New- 
foundland being included in Canadian agency agreements. 
Importers and merchants are willing and anxious to do busi- 
ness with the United Kingdom, either through a Newfound- 
land agent, direct with the manufacturer, or through a visit- 
ing representative from the United Kingdom. Capt. Edwards 
considers it very important that manufacturers should visit 
Newfoundland personally or send representatives at frequent 
intervals. When on a visit to Canada they are recommended 
to sail from England by direct boat to St. John's, Newfound- 
land, and. after a stay of a few davs there, to take one of the 
frequent beats to Halifax, Nova Scotia, before commencing 
their Dominion tour. The report contains a short survev of 
Newfoundland’s mineral resources. It states that their future 
exploitation should be carefully watched, not only by 
capitalists. investors and concerns requiring various minerals 
for manufacturing purposes, but also by engineers producing 
machinery and plant for mining, smelting and fabricating. 


Corporation Profits Tax.—In a letter addressed by the 
Stroud Electric Supply Co., Ltd., to the Electricity Commis- 
eioners on May Ist, their attention was drawn to what would 
appear to be an incongruity in connection with the incidence 
of the above tax. The company savs:—“ Interest paid on 
temporary loans is, of course, allowed as an expense in con- 
nection with С.Р.Т., and similarly the recipient is not liable 
for C.P.T. thereon unless such interest is received from a 
company not liable to C.P.T.—e.g., a statutory electric supply 
undertaking. It will thus be seen that interest on temporary 
Joans received from an unauthorised electric supply under- 
taking is free from C.P.T., whereas, if received from a statu- 
torv undertaking, duty is chargeable thereon, although in 
neither case has the payer any liability. 
to your notice in the hope that this anomaly, whereby 
unauthorised undertakings are placed in a more advantageous 
position in obtaining credit than statutory undertakings, will 
be removed under the forthcoming Finance Act.” 


German Electrical Industry.—The Times Berlin correspon- 
dent refers, under date May 8th, to a new manufacturing 
group which has been formed in Germany, and is outlined 
in the annual report of the Linke-Hotfmann Works. The 
arrangement has been come to with the Allgemeine Elec- 
tricitats-Gesellschaft in view of the future electrification of 
the German railwavs and the expected demand for electrical] 
locomotives, and has resulted in the formation а new 
group, consisting of the Linke-Hoffmann Works, the A.G. 
Laushener and the A.E.G., and by these the ‘‘ Sgahl & Walz. 
werk Hennigsdors" has been founded. The Linke-Hoff- 
mann and A.E.G. have acquired an interest in the Rheinische 
Metallwaaren and Maschinen Fabrik of Dusseldorf, and the 
former’s holdings in J. P. Goossens Lochner & Co., and 
Rudolf Lochner & Co. have been increased. The capital of 
certain subsidiary companies has also been increased. In 
1920 the Linke-Hoffmann raised its capital by 56,000,000 
marks, and of this increase the A.E.G. has taken over 
80,000,000 ordinary shares. An increase of 80.000.000 marks 
was authorised last December, the greater part of which is 
being expended in improving the company’s holdings in 
other countries. The Linke-Hoffmann gross profits for the 


International 


year 1921 were 218,019.998 marks, compared with 82,000,000 ' 


in 1920 and 96,000,000 in 1919. 


The matter is brought . 


_ Local Electrical Exhibitions.—The Brighton Corporation 
tends to hold a popular electrical exhibition during 
October. It 1s proposed to recover the cost by the imposition 
of a small charge for admission. 

THE Five Towns HríALTH AND Home EXHIBITION opened at 
Hanley on May 4th with a very attractive display arranged by 
local contractors. Domestic appliances of all kinds are rep- 
resented, and every care has been taken to ensure the com- 
fort and convenience of visitors. Music is being provided 
by the bands of the Welsh Guards and the Royal Marines 
(Plymouth Division). A charge of ls. is being made for 
admission; the show remains open until May 2. i 
. Trade Conditions in South America.—For some time past 
it has been held here that the prospects for doing export 
trade with South American countries were not vet at all 
promising. Students of the situation have made various 
estimates as to when a sufficient improvement might occur 
to justify enterprising trade-getting activity there by British 
export firms. In view of the uncertainty that is in manv 
minds it may be useful to quote the views that were 
expressed in London last week by the chairman (Mr. R. J. 
Hose) of the British Bank of South America, Ltd. He is 
reported to have stated that in Brazil the depression in com- 
merce which set in during the second half of 1920 became 
still more pronounced throughout 1921, and a very large 
number of failures took place, with correspondingly heavy 
losses io most of the banks. It was to be hoped that the 
new loan for £9,000,000 would entirely relieve the situation, 
and that the market for coffee might revive sufficiently to 
enable realisation to be made with moderate rapidity. From 
a purely commercial point of view the horizon was now con- 
siderably brighter than it was a few months ago. Business 
conditions in Argentina throughout 1921 were far from satis- 
factory and commercial failures were heavy, but it was en- 
couraging to note that since the beginning of this year wheat 
had been leaving the country very steadily, shipments show- 
Ing а very considerable increase over those for the same 
period of last year. This activity in the wheat market had 
certainly eased the general commercial situation. One of 
the chief features of the year was the great recovery in the 
wool trade, which had done much to alleviate the pressing 
necessities of those engaged in sheep rearing. With regard 
to Uruguay, the unfavourable balance of trade had been 
somewhat reduced; the maize prospects were fair, while the 
wheat crop was reported to be good. 

Engineering Strike in Czecho-Slovakia.—The industrial 
struggle for lowering the cost of production in  Czecho- 
Slovakia was intensified on May 4th by the declaration of a 
strike in engineering works throughout West Bohemia, in- 
cluding Prague. Thirty-eight establishments have closed down, 
affecting nearly 40,000 workmen. The employers are deter- 
mined to lower wages by 10 per cent., while the employés 
are demanding a sliding scale according to the index figures 
of the cost of living.—Reuter (Prague). 

Swiss Aluminium Industry.—Before and even during the 
war the production policy of the Swiss aluminium industry 
was directed towards supplying the German aluminium-work- 
ing industries with raw aluminium. The depreciation of the 
mark and the increase in German aluminium production dur- 
ing the war, however, induced the German aluminium- 
working industries to abandon the Swiss metal. While, in 
1913, 5,644,700 kg. of aluminium and even in 1920 3,542,400 kg. 
was exported to Germany these exports dropped in 1921 to 
1.646,100 kg. This compelled the Swiss aluminium industry 
to look for new markets, which were found in 1991 in the 
United States and Japan. Thus in 1921. 3,420,600 kg. of alu- 
minium to the value of 8,523,000 fr.. found its wav to the 
United States, and 894,100 kg., to the value of 2,075,000 fr., 
to Japan. Besides this, Switzerland's aluminium industry, 
which is concentrated in the hands of the Aluminium Indus- 
try Society, of Neuhausen (capital 42,000,000 fr.), has com- 
menced paying more attention to the aluminium-working in- 
dustries of Switzerland, and to participate financially in 
these. At the present time there are in Switzerland a number 
of aluminium rolling mills, which, work up the metal into 
bars, plates, tubes, and wire, and which exported during 1921 
1,193,400 kg. (valued at-5,402.000 fr). Half of this amount 
went to the United States and one quarter to British India. 
The third and last department of the Swiss aluminium in- 
dustry consists of several factories of aluminium vessels and 
other goods, the export figures of which totalled close upon ` 
5.000.000 fr. in 1921.—Reuter's Trade Service (Zurich). 


Electrical Appliances Demonstration.—In the showrooms 
of the County of London Electric Supply Co., Ltd., Messrs. 
L. G. Hawkins & Co., Ltd., are running a demonstration 
and display for the public. All their '' Universal " electrical 
appliances, '' Miller" electrical fixtures, &c., are on exhibi- 
tion. 

Electrical Supplies in South Africa.—The South African 
Mining and Engineering Journal, of April 15th, stated that 
business in electrical wares was quite good at present, and 
a big improvement was expected within the next month or 
two. Inquiries were starting again from all outside districts, 
and things in town generally were brisker; an important 
dealer said the signs were most encouraging. © ‘‘ Consign- 
ments are coming in freely, but Continental material is 
still lagging behind," | 
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Electricians’ Strike in Melbourne.—Five hundred electrical 
installation workers ceased work on May 9th as a protest 
against a reduction of 7 per cent. in their wages. The Union 
officials expected a thousand to be out by May 1l0th.—Reuter 
( Melbourne). 


For Sale.—Blackpool Corporation Electricity Supply De- 
partment has for disposal a quantity of second-hand generat- 
in plant. Whitehaven Corporation Electricity Supply De- 
partment has for disposal two Babcock & Wilcox land-type 
water-tube boilers, 1,066 sq. ft., 160 lb. pressure, complete 
with superheaters and Dennis sprinkler stokers, &c., «c. 
Full particulars are given in our advertisement pages to-day. 


The A.E.G. in Russia.—The Genoa correspondent of the 
Manchester Daily Dispatch. quotes the Berne Financial Re- 
view as stating that after the signing of the Treaty of Rapallo 
one of the most important concessions that Dr. Rathenau ob- 
tained from the Soviet Government was for the supply of 
electricity to Petrograd by the Allgemeine Elektrizitütsgesell- 
schaft of Berlin. This concession was formerly granted to a 
Swiss company, but was expropriated by the Soviets, who 
have so far paid no compensation. 

New Belgian Companies.—The following Belgian com- 
panies have recently been formed :—Enterprises Générales 
Electro-inécaniques (14. Rue de Chéne, Brussels); objects: 
Electrotechnical manufacture, sales, installations, and studies. 
De Boole et Sluys Rue Middelburg (104, Boitsfort); electrical 
and mechanical undertakings. Vercauteren & Porta (34, Rue 
Neure, Alost); manufacture, installation and trade in elec- 
trical apparatus of all kinds. Licht en Kracht (Ghent); pur- 
chase and sale of all articles relating to lighting and motive 
power. 

Openings for Trade in the Netherlands.—H.M. Consul- 
General at Rotterdam has forwarded to the Department or 
Overseas Trade the following extracts from the Dutch Press, 
concerning undertakings which may lead to openings fcr 
British trade :— 

The N.V. Provinciale Utrechtsche Electricitcits Mij (Provin- 
cial Electric Supply Co., of Utrecht), of 32, Catharijnesingel, 
Utrecht, are preparing plans in co-operation with the manage- 
ment of the Municipal Electric Works and Tramways (Nicolaas 
Beetsstraat, 9, Utrecht), for the building of a large provincial 
electric power station near Utrecht. In connection with the 
negotiations with the authorities a definite decision on this 
subject will be made in a few months’ time. 

Proposals have been put before the Rotterdam Town Council 
to extend the telephone exchange by an additional building 
with a capacity of 20,000 lines—estimate Gld.450,000. 

It is also the intention to build an additional station at the 
electric power undertaking at Rotterdam. This station will 
probably have three machines of 1,500 kW each—estimate Gld. 

In connection with different works to be carried out in the 
Prise d'Eau of the Dune Waterworks and at the pumping 
station ‘* Leiduin," proposals have been put before the Town 
Council of Amsterdam for the electrification of the existing 
pumping stations on the Westerkanaal and the Barnaart- 
Schusterkanaal—estimate Gld.95,000; the laying down of a 
low-pressure cable for the pumping stations, and of the neces- 
sary telephone communication, and the erection of a trans- 
former installation in the pumping station at the Barnaart- 
Schusterkanaal—estimate G1d.30.000; also for the erection of 
a steam engine and dynamo with central condensing plant— 
estimate Gld.32,000. 


United States Customs Tariff.—A reprint of the essential 
parts of the proposed United States Customs Tariff, as re- 
ported by the Senate Finance Committee to the United States 
Senate, was issued on Thursday as a special supplement to the 
Board of Trade Journal. 


Indian Schemes.—In connection with the Calcutta Cor- 
poration's water supply improvement scheme, pumping ma- 
chinery will be required. The estimates oi Messrs. St. George 
Moore and Ia Trobe Bateman have been approved. Tenders 
for electric plant are to be invited. 

At the Conference of the Department of Industries that is 
being held at Calcutta, the subject of rural engineering is 
receiving attention. The expression '' rural engineering "' in- 
eludes the use of power machinery and motors in agriculture.— 
Heuter's Trade Service (Bombay). 


Australian Representation.—Messrs. Johnson & Phillips, 
Ltd.. of Charlton. London, S.E.7, whose Australian branch 
office 15 in Sydney, N.S.W., would be glad to hear from 
other British. manufacturers desirous of Australian represen- 
tation, whose products could be sold in conjunction with 
their own to mutual advantage. Their Australian manager 
Is at present in London, and interviews could be arranged 
with interested applicants by appointment. 


LIGHTING AND POWER NOTES. 


Australia.—Victorta.—It has been definitely decided by the 
Victorian Government to embark upon a further electrical 
scheme of considerahle pretensions. The undertaking will be 


allied to that which is at present being carried out oa tre ex- 


‘Terrace at £205 for the season, against £226 195. 


tensive brown coal fields at Morwell, in Gippsland, where 
electricity is to be generated and transmitted to Melbourne, a 
distance of over 90 miles, for cheap distribution. The Cabinet 
has approved of a scheme presented by the Chairman of the 
Electricity Commission (General Sir John Monash) whereby 
a great portion of the country lying between Geelong and 
Warrnambool will be served by the Commission. Parts of 
this western district are given over to dairying and other areas 
to mixed farming. The area to be served with electric energy 
amounts to 120 square miles. When the demand for electricity 
justifies the expenditure, an extension of the shceme to Port 
Pur will be embarked upon. The Premier has explained 
that the capital works required for this scheme are estimated 
to cost approximately £160,000, but that only £20,000 will 
be required during the next year or two. ‘Lhe Government 
has guaranteed that amount to the Electricity Commission 
and work will be undertaken forthwith. With reasonably 
good deliveries of the necessary apparatus it is thought that 
power will be available as far as Warrnambool within Js 
months. The transmission line is to consist of aluminium con- 
ductors mounted on wooden poles. There will be transformer 
stations for distribution at all the larger centres.—Heuter’s 
Trade Service (Melbourne). 

THE MORWELL ScaurME.—As the township of Morwell. where 
the brown coal deposits are situated, 1s five miles from the 
site of the new power station it has been decided to call the 
generating plant the Yallouon undertaking. The initial 
capacity of this station will be 50,000 kW, and the transmis- 
sion pressure 190,000 V. 

Birkenhead.—EXTENSION OF SuPpLy.—The Electricity Com- 
mittee has recommended to the Town Council that in order 
to supply Upton and Noctorum with electricity а new sub. 


station be erected at Upton and cables laid at a cost of 
£11,910. 


Birmingham.—Power FROM REFUSE.—The new generating 
sets which have been installed at the Montague Street Salvage 
Depot in connection with the refuse destructor were set in 
motion on May 3rd by the Lord Mayor (Alderman David 
Davis). The generating plant has been installed at a cost of 
£9.000 to utilise the steam raised by the burning of house 
refuse in the destructor. The energy generated is sufficient 
to run the whole of the plant for lighting the depót, and for 
charging the accumulators of the electric vehicles used by the 
department.—Birmingham Post. 


Blackpool.—Ixquiry.—Col. T. C. Ekin held an inquiry at 
Blackpool on May 2nd into the application of the Blackpool 
Corporation for sanction to the borrowing of £220,000 for 
electricity works extensions. The town clerk said that 
although the original application was for £220,000, by the 
provisional acceptance of tenders consideration would be given 
that day to £159,000 of that sum. "The total expenditure on 
the electricity works to date was £326,357. The net debt was 
£107,148. Figures were given which showed that there were 
now nearly 5,000 consumers, and the number connected during 
the last twelve months established a record. It was stated 
that the Electricity Commissioners had expressed approval as 
to one of the two 5.000-kW sets. and the inspector said the 
question was as to the necessity for the other set. 

The borough electrical engineer. (Mr. C. Furness) stated 
that he had advised the Electricity Committee to put down 


. modern plant, so that in the event of neighbouring authorities 


requiring а bulk supply Blackpool would be in a position to 
furnish it. The second 5.000-kWV set would be held as a 
stand-by until the demand for electricity was sufficient for its 
commercial use. The inspector said that there was the possi- 
bility of a bulk supply from elsewhere before 1930. The 
engineer said he hoped the inspector was not seriously sug- 
gesting that Blackpool should stand by on one set until 193. 
The present application was to meet demands in the Blackpool 
area only. It was proposed to begin the work as soon as 
possible. No opposition was offered to the scheme. 


Bolton.—Loan SancTIONED.—The Electricity Commissioners 
have considered the Corporation's application for sanction to 
borrow £31,300 for extensions in connection with the elec- 
tricity undertaking, and have agreed to sanction £25,000 on 
account. The Commissioners intimate they will be prepared 
to consider anv further sums required when the total cost of 
the work has been approximately ascertained. 


Bradford.—Loans SANcTIONED.—The Electricity Committee 
has received the sanction of the Electricity Commissioners to 
the borrowing of £359,079 for purposes of the electricity under- 
taking, and also to the borrowing of £45,381 for land. 


buildings, mains, and sub-station equipment. The latter 
loan is subject to the following reservation: “Тһе 
Commissioners have considered the application of the 


Corporation for suspension of sinking fund in respect 
of this loan, but having regard to the fact that whan 
the supplv of electricity becomes available in the Idle. 
Thackley and Thornton districts a fairly substantial revenue 
may be expected to accrue, the Commissioners cannot see 
their way to sanction suspension of sinking fund." 


Burntwood.—Street Тлснтіхс.—Тһе Parish Council has 
accepted the tender of the Cannock Chase Colliery Co.. Ltd.. 
for public lighting bv electricity at Chase Town and Chas 
6d. paid for 
gas. The lamps to be cenverted are 58 gas and 9 oil. 
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Bury.—Yran's WorKING.—There is a net profit of £1,429 
on the working of the electricity undertaking for the past year. 

Camborne.—CHANGF-OVER SANCTIONED.—The Urban Dis- 
trict Council, on the recommendation of the Highways Com- 
mittee, has approved the application of the Urban Electric 
Supply Co. to change the existing system of electricity supply 
from d.c. to a.c. 

Canada.—OnTARIO.—A Royal Commission has been ap- 
pinted by the Ontario Government to investigate the 
Queenston-Chippawa hydro-electric development of the Hydro- 
Electric Power Commission of Ontario. The commission is 
to consist of Walter D. Gregory, lawyer, of Toronto, chair- 
wan: Michael J. Haney, civil engineer, of Port Credit; Lloyd 
Harris, of the Massey-Harris Co., of Prantford; James А. 
Ross, manufacturer, of Toronto; and Dr. Robert A. Ross, con- 
sulting engineer, of Montreal. Very wide powers ure vested 
in the commission, including the investigation of all estimates 
given from time to time in connection with the Chippawa 
development, the reason for their increase, the total cost of 
the completed project, its capacity, the method of its con- 
struction, supervision and management, and the extent to 
which the price of electricity will be affected by the cost of 
the work. In addition, the commission is empowered to in- 
vestigate the Ninigon and anv other power development 
undertaken by the Hvydro-Electric Power | Coimnmission.— 
hlectrical World. 

Chippenham.—Street LiGHtTixG.—The Town Council has 
eer the offer of the Electric Supply Co. for public electric 
lighting for six months at 64d. per unit and £1 7s. per quarter 
for maintenance. 

Continental.—BrELGIuM.—The generating station of the 
Société des Centrales Electriques des Flandres at Langerbrugge 
has been extended by the addition of a new 6.600-k W generat. 
ing se& and two new boilers, the capacity of the plant now 
being 17,200 kW. The high-pressure mains have been ex- 


tended from 218 to 245 km., and the low-pressure mains from - 


50 to 287 km. The capacity of the transformer sub-stations 
has been increased from 14,000 to 16,000 kW. The company 
now supplies electricity to 43 villages. The authorities .of 
Western Flanders propose to introduce electricity for lighting 
and power purposes in all the villages in the province, and 
the company is negotiating with them for the work. With 
the object of ensuring greater régularity in the supply and 


to reduce the costs, the mains in the Heyst, Duinbergen. . 


Knocke and Le Zoute districts on the coast have been changed 
froin continuous to alternating current. 

AvsTRiA.— The first nitrogen factory 15 about to be set up in 
Austria, its locality being Golling, in the district of Salzburg. 
The concern is an offshoot of the Kontinentale Stickstoff A.G.. 
which has made an agreement with the municipal authorities 
to finance a scheme for the erection of a 100,000-h.p. generating 
station at Fusch, which is expected to be completed by April, 
ie and which will furnish the power for the working of the 
actory. 


FrancE.—The Energie Electrique. de Maine et Anjou has , 


applied for а concession to set up а distribution network 
affecting the four départements сё Mayenne, Orne. Sarthe. 
and Maine-et-Loire. The first line. at 50.000 V, will supply 
four localities; the second, at 50.000 V, will serve ten localities: 
and the third, at 5.000 V, will serve five localities in the 
départements named. 

Bv a decision come to at a meeting recently convened by 
the Mavors of the canton of Fontaine-le-Dun (Seine Inférieure), 
3 concession is to be granted to а concessionaire company to 
be formed to establish and work an electrification scheme for 
the whole canton, consisting of 17 communes. 

The technical officials of the département of Seine-et-Oise 
met recently to consider the preliminaries for the setting up 
of an electric distribution network to supplv the 18 communes 
of the canton of Ferté-Alais with electricity for lighting and 
power purposes. 

An electrical distribution schere is to be established in the 
commune of Maule. the electricity being obtained from the 
Quest-Lumiere company. 

Doncaster.—Lo4N.—The Corporation has decided to borrow 
vie ua for extensions in connection with the electricity under- 
taking. 

Egremont and Cleator Moor.—The Cumberland Waste 
Heat Owners Co.. Ltd., is applying to the Electricity Com- 
missioners for authority to generate and supply electricity for 
all purposes within the urban districts of Egremont and 
Cleator Moor. 

Elgin.—Evectricity SuPPLY.—Edmundson's Electricity Cor- 
poration is preparing a scheme for the Town Council for light- 
ing the town with electricity. Terms are being arranged to 
sell the undertaking to the Council, if required. It is stated 
that an early decision of fhe Town Council would enable the 
Corporation to supply electricity by the autumn. 


Erith.—The West Kent Electric Co., Ltd.. is applying to 
the Electricity Commissioners for consent to erect a generat- 
ing station in the parish of Erith. A public inquiry is to be 
opened at the Middlesex Guildhall, Westminster, on May 
30th and following days. 

Farnham.—ProposeD INCREASED CHaRGES.—The Farnham 
Gas and Electricity Co. is applying to the Electricity Com- 
missioners for sanction to increase the charge for electricity 
from 8d. to 1s. per unit. 


Holywood (Co. Down).—E vectriciry SuPPLY.—The Urban 
District Council has under consideration а proposal to instali 
electric lighting in the district. A sub-committee has been 
appointed to consider the matter and report. RE 


Llanbedr.—ELrcrRiciTY SuPPLY.—The North Wales Power 
Co. has asked the Llanbedr Council to ascertain the number 
of nouseholders likely to use electricity i£ the company decides 
to give a supply. 

London.—HaMrsTEAD.— The I1.C.C. Highways Committee 
reports that 16 has approved a proposal of the Borough Coun- 
cil to change over the remaining part of its supply system 
to a 50-сусје bulk supply system. 

ST. MARYLEBONE.—lhe Borough Council has received sanc- 
tion from the Electricity Commissioners to a loan of £9,587 
for mains, transformers and switchgear. 


M anchester.— ELECTRICITY IN BULK.—At the request of the 
Stretford U.D.C. the Electricity Committee has agreed to 
supply electricity in bulk. The committee is seeking power 
to borrow £240,000 for mains and distributing stations. 

Penmaenmawr.—ELECTRICITY SupeLy.—The North Wales 
Power & Traction Co., Ltd., has intimated to the U.D.C. that 
it is prepared to supply electricity for electrie lighting, and 
a committee has been appointed to enter into negotiations 
with a view to arriving at an agreement for a supply. 


Rawtenstall (Lancs.).—Yran's WonxkiNG.—The report on 
the year's working of the electricity department shows a 
surplus of nearly £2,000. 

Rochdale.—CokrEcTION.—We understand that the Bury 
Corporation has not, as stated in our last issue, agreed to 
supply electricity in bulk to Rochdale, but has merely fur- 
nished the terms for such a supply. 

YRAR’S WoRKING.—The accounts of the electricity under- 
taking for the past vear show a net profit of £22,649. Of this 
£15,649 is being carried to the reserve fund and £7,000 is set 
aside for the relief of the rates. 


Rotherham.— ELECTRICITY IN BuLk.—Negotiations are in 
progress for the Corporation to supply the Worksop U.D.C. 
with electricity in bulk. ' 

Winchester.— ELECTRIC CookiNG APPLIANCES. — The City 
Council has authorised the expenditure of £250 for the pur- 
chase of electric cookers for hiring out. 


Worcester.— EXTENSION oF SurPLY.—The City Council has 
decided to apply to: the Electricity Commissioners for a 
special Order giving power to the Council to supply electrical 
energy within an extended area, including the portion of the 
county outside the city boundary and within a radius of three 
miles from the Cross at Worcester, and enabling the Council 
to supply in bulk to the Shropshire and Worcestershire Power 
Co., Ltd., and the Malvern U.D.C. 


TRAMWAY AND RAILWAY NOTES. 


Australia.—MELBOURNE.—Arrangements are being made by 
the Railway Department for the electrification of the line 
between Melbourne and Mordialloc, and it 1s hoped to have 
the new system in operation before the end of June. 


Birkenhead.—Yran's WonkiNG.—There was a net profit of 
49.247 on the working of the Corporation tramways during 
the past years 

Blackpool.— New Track.—The Tramways Committee has 
given instructions for the preparation of plans showing the 
proposed doubling of the tramway in Warbreck Road, between 
Warley Road and Derby Road, and application is to be made 
for sanction to carry out the work. 

RkpvckD FanEs.— he Tramways Committee has decided to 
issue reduced-fare tickets in books, at the rate of six for ls., 
to be available on the Promenade route only, between Central 
station and North and South Shore respectively. | 


Bury.—Yr4An's WorkKING.—There was a net loss of £15,317 
on the working of the Corporation tramways during the past 
vear. 

Oldham.—Yran's WoRKING.—The report on the year's work- 
ing of the tramway undertaking for the past year shows a net 
surplus of £18,000, of which £1,000 is to be allocated to the 
accident fund of the department. There is a possibility of the 
fares being reduced. 

Rawtenstall.—Yerar’s WorKING.—The accounts of the 
tramway undertaking for the past year show a surplus of over 
£4,000. | . 

Rochdale.— Year's Workinc.—There was a deficit of 
£19,000 on the past year's working of the tramway depart- 


ment. 


Stretford.— EXTENSION or TiME.—The Urban District Coun- 
cil has given notice of its intention to apply to the Ministry 
of Transport for an extension of the time for the carrying out 
of the Stretford Light Railways Order, 1906, and of Railway 
Wo. 10, authorised by the West Manchester Light Railways 
(New Lines, &c.) Order for a period of two years commencing 
on June 15th, 1922. 
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South-Eastern & Chatham  Railway.—ELECTRIFICATION.— 
The Times understands that the agreements between the Trade 
Facilities Advisory Committee, the ‘Treasury, and the com- 
pany in connection with the forthcoming electrification of 
suburban lines by the South-Eastern & Chatham Railway Co. 
are in draft, but have not yet been signed. A special meeting 
of stockholders for their approval will be held within a month. 
There will be no capital issue. The Treasury will guarantee 
a sum of £6,500,000, which includes principal and interest. 
The period named is 25 years. A construction company will 
be formed to undertake the electrification of the lines and will 
obtain the necessary funds from the Treasury. The works, 
when completed, and the generating station will be leased to 
the South-Eastern & Chatham managing committee, or their 
successors In any group which may be formed under the Rail- 
ways Act, on terms to be arranged. Preliminary arrange- 
ments are being made to start work on the new scheme. 

Application has been made to the Electricity. Commissioners 
by the Managing Committee for consent to the establishment 
of a generating station at Angerstein’s Wharf | Charlton. A 
public inquiry will be opened at the Middlesex Guildhall, on 
May 30th. 

The Financial News is informed that the difficulty regarding 
the system to be emploved, which has held up the commence- 
ment of the electrification of the South-Eastern & Chatham 
Railway, has been settled by conference between the company 
and the other two principal railway companies form- 
ing the Southern group. It is understood that the system 
to be @mploved is that originally put forward by the South- 
Eastern Co.’s electrical engineer. 


West Bromwich.—Track RENEWwALS.—The Highways Com- 
mittee has recommended that the tramway track from Carter’s 
Green to the Birmingham boundary be reconstructed at a cost 
of £70,000; and that the track from Carter's Green to Wednes- 
bury and Tipton be renewed and repaired at a cost of £17,000. 
Application is to be made for sanction to the borrowing of 
the necessary money to carry out the work. 


TELEGRAPH AND TELEPHONE NOTES. 


Russia.—CaBLE CoNcEssroN.—The Pravda reports that the 
Soviet Government has approved the project of granting the 
Indo-European Cable Co. a concession of the cable running 
through the territory of the Soviet Republic linking up with 
the cables of the above company in other countries. The 
Black Sea cable belongs to this company, joining up Odessa 
and Constantinople, and besides this the company has the use 
of the land cable run irom the present Russo-Polish frontier 
through Odessa, Kertch, and Titlis to the Russo-Persian fron- 
tier.—The Times. 


Siberian Telegraph Route.—The Chinese Telegraph Ad- 
ministration announces that telegraphic coinmunication. be- 
tween the Far East and Europe ria Siberia has been re- 
established. — Telegrams intended for transmission by this 
route should be marked "ria Helampo." They will be 
accepted for all countries in Europe, Russia in Europe, Russia 
in Asia west of, and including, Habarovsk, and Outer. Mon- 
gola (Urga). Rates are as follows: Europe, $1.40; Russia in 
Europe. $0.75; Russia in Asia, $0.55; Outer Mongolia (Urga), 
$1.25. 

United States.— WIRELESS DevVELOPMENT.—The City Govern- 
ment of New York has voted £10,000 for a radio plant to 
broadcast concerts, speeches of important visitors, and city 
notices, and to provide receiving stations in parks and other 
public places. Broadcasting to date has been contrclled almost 
exclusively by electrical enterprises deriving their profit from 
the sale of receiving apparatus ‘designed for private homes. 
There 1s a score of these enterprises now listed on the Stock 
Exchange. and a score of others is almost ready for listing.— 
Daily Telegraph. 

TEMPORARY ARRANGEMENT IN CABLE DisrvTE.— The State De- 
partment announces that the Government has authorised the 
landing of the Western Union cable from Barbados at Miami, 
Florida. Officials explain that the authorisation for the land- 
ing is a temporary measure. The line will be sealed imme- 
diately and not permitted to operate until all American and 
British Western Telegraph Companies consumate the complete 
agreement for the relinguishment of exclusive privileges on 
both coasts of South America now pending. --Barehange Telr- 
graph (Washington). 


Wireless Telegraphy.—Procress IN WrnELESS.—M. Henn 
Deslandres. director of the great French Observatory at 
Meudon, called attention in a recent address to the progressive 
Increase in horse-power used in the transmitting stations of 
wireless telegraphy and telephony. When the first French 
station. was established at the Eiffel Tower only three horse- 
power was used in each signal. In 1910 this was raised to 75, 
in 1914 to 150, and before the end of the war to 300. When in 
1915 a station was constructed at Lyons in case the Eiffel 
Tower should be destroyed by the encmy the transmitting 
horse-power was 450. In the station erected at Bordeaux it 
was 1,500. The station now in construction at Ste-Assize, near 
Melun, bas a horse-power of 2,000. In the United States of 


America a station is under construction with a power of 
10,000 h.p.—7'he Times. 

BANKING BY WIRELESS ON SHips.—The Farmers’ Loan and 
Trust Co. recently announced that arrangements had heen 
made with a leading London bank so that wireless payments 
might be made at any time to passengers en route on board 
the Cunard liners Mauretania, Aquitania, and Berengar. 
Through the branch banks on board passengers similarly might 
also order payments to persons in the United States. This is 
believed to mark an innovation in banking methods on tran~ 
Atlantic ships.—Reuter (New York). 


Wireless Telephony.—A UNIVERSAL AMPLIFIER.—The Bureau 
of Engineering of the Navy Department has finally arrived 
at а successful design for a universal amplifier for radio eem- 
munication and other similar purposes. Dr. J. M. Miller, of 
the Navy's Radio Research Laboratory in Washington, has 
constructed a six-stage amplifier which gives practically the 
same amplification from a lower limit of several hundred 
metres to an upper linit in the neighbourhood of по) 
metres.—Reuter's Trade Service (Washington). 

PoptuarR “ WIRELESS.’’—Considerable public interest has 
heen aroused, and the manufacture of wireless apparatus has 
received an impetus by the statements recently made by the 
Postmaster-General regarding the establishment of '' broad- 
casting " stations. A number of manufacturers have соп: 
menced to advertise wireless telephony receiving sets at prices 
within the reach of thousands. One firm has produced a set 
for use in an area the size of London at the low price of £ni. 


CONTRACTS OPEN AND CLOSED. 


‚ (The date given in parentheses at the end of the paragraph 
indicatea the issue of the EvectricaL REVIEW. in which the 
“ Official Notice '' appeared.) 


OPEN. 


Aberdare.—Urban District Council Electricity Depar- 
ment. Second-hand 500/700-kW Belliss or other a.e. steam 
generating set. (May 5th.) . 

Powell Duffryn Steam Coal Co., Ltd. 
electrical accessories for three or six months. 
Aberainan Оћсеѕ, Aberdare. 


Aberdeen.—May 22nd: Electricity Department. — Struc- 
tural steelwork, corrugated iron sheeting, &c., for the nes 
boiler-house at Ferryhill. (May 5th.) 


Australia.— MeELBbouRNE.—October 171. Postinaster-Gon- 
eral's Department. Supply of automatic switchbourds and 
associated apparatus for two suburban exchanges at Mel- 
bourne. 

June "7th. Victorian Railways. Supply and 
7,190 steel rails (60 10.); 7,390 fishplates.* 

July óth. Victorian Railways. Storage battery truek and 
battery charging equipment.* 

QUEENSLAND.—June 30th. Municipal Council. — ели 
power generating plant, switchboard and other equipmert.— 
Reuter's Trade Service (Melbourne). 

SypNEY.—May 29th. Department of Pubhe Works. One 
J.000-k W. steam turbo-generator. complete with fittings and 
accessories, for the State power house at Uhr's Point.* 


Belfast.—May 19th. Tramways Committee. Recon- 
struction of the permanent way under two alternative schemes. 
(See this issue.) 

May 19th. Supply of 4 junctions and 12 crossovers. (Sr 
this Jssue.) 

Belgium.—Mav 15th. Aeronautical Division of the bel 
gian Ministry of Defence. Two small generating sets and 4 
wireless telegraphy and telephony receiving and dispatehim: 
station, at Ostend, and similar plant for Haren. At the latter 
place a small battery of accumulators 15 also required. I+ 
Directeur de l'Aeronautique, 75, Rue de Commerce, Bruss х. 

May 4th. Municipal authorities of Saint Trond. Еа! 
lishment of a system of electricity distribution in the town 
(1) The underground h. and l.p. mains; (2) the distribution 
post apparatus and two transformer cabins; and (3) the cver 
head distribution mains and accessories. Specifications (7 ft. 
from the Hotel de Ville, Saint Trond. 

Bognor.—May 15th. Town Council Electrice light, 
for pavilion, &с. Surveyor to the Council, Council. Office- 

Dorchester.——Mav 24th. Electricity Department. Or 
vertical gas engine direct coupled to a 1.000-kW d.c generato 
with gas producer plant, pipework, auxiliaries, &c. (May ith: 

Dundalk.—May 23rd. Electricity Department. One 
340-kW Diesel generator, one 100-kW motor generator. опе »* 
kW balancer. switchgear, &e.; replating 500-V storage 11 
tery. (Мау oth.) 

Edinburgh.—Mav 15th. Electricity Department. 
12 months’ supply of electricity meters. (April 25th.) 


India.—May 26th. High Commissioner’s Department 
Insulator cups, porcelain or glass. (Мау 6th.) 


France,—NEnac, DEPARTEMENT LoT ET GARONNE.—May 25th. 
Municipal Council. | 


Copper wire and 
Stores manager, 


delivery of 


Si. of 


Material and installation for an electrica: 
distribution network at Nerac. 
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Italy.—]uly 31st. The State Railwavs announce that the 
period for the reception of tenders for the electrification of 
the Bolozna-Venice- Monfalcone line, fixed previously for April 
зир, 1922, has been extended until July 3lst, 1922. Otrers 
received before April 30th will be returned in order that thev 
may be represented before July 3lst.—Heuter’s Trade Service 
(Milan). 

Kirkcaldy.—June 5th. Electricity works. Steam turbine, 
three-phase alternator, condensing plant and piping. (See 
this week’s issue.) 

London.—PaDDINGTON.—May 15th. Great Western Rail- 
way. lhree cr six months’ supply of stores, including tele- 
graph instruments, electrical apparatus, lamps, &e. (May dth.) 

BETHNAL GREEN.—May 16th. Board of Guardians. Instal- 
lation of a telephone switchboard and instruments at the 
hospital, Cambridge Road, E.2. (May 5th.) 

HackNEY.—June 14th. Electricity Committee. 
and valves. (Мау 5th.) 

SrEPNEY.—June dth. Electricity Supply Department. Three 
water-tube boilers, with chimneys, economisers, und acces- 
sories; two 10,000-kW  turbo-alternators with condensers, 
accessories, and switchgear. (May dth.) 

Н.М. OrricE ОЕ Works.—May 19th. Ironfounders’ and 
smiths’ work, electrical labour in day work, and mechanical 
labour in day work, in the Windsor district. (May 5th.) 

Manchester.—May 23rd. Electricity Committee. Electri- 
ral storage batteries, for Barton power station. One 120-cell 
battery, capacity 600 amp. for one hour; one 120-cell battery. 
capacity 300 amp.-hours at 1.10 hr. rate. (May 5th.) 

Morocco.—Rasat.—May 27th. Postal Department. Supply 
of bronze and copper wire, in two lots, deliverable by October 
vice; also 900 wall telephone equipments, with battery coni- 
pete. Particulars from the Office des Postes, Télégraphes, et 
[eléphones, 75, Boulevard Brune, Paris. 

New Zealand.—WELLINGTON.—July 4th. Department of 
Public Works. Three 1,320-kKVA single-phase transformers, 
with accessories. * 

Nottingham.—June 9th. Electricity Department. North 
Wilford power station. Six steel-tube fuel economisers, four 
steel chimneys, six induced. draught fans, &c.; e.h.p. main 
switchgear, ezh.p. and l.p. auxiliary switchgear, cable connec- 
lions, &c. ; three 30-1n., one 10-in., and three 3n. electrically- 
driven centrifugal pumps; one 7)-ton overhead travelling 
electric crane, one 10-ton and one -ton overhead travelling 
hand crane, &c.; two 750-kW rotary converters, опе 35-kW 
motor generator-bocster, &ce. (See this issue.) 

Preston.—Mav = 30th. Electricity Department. Two 
10,000/12.000-KW turbo-generator sets, with condensing plant, 
auxiliaries, and piping; опе 1,200-kW turbo-generator and 
two а.с. 6.000/220-V d.c. sets. (April 28th.) 

June Ath. Electricity Department. Boilers, stokers, econo- 
misers, fans, chimneys, feed piping, and feed pumps. (See 
this week's issue.) 

South Africa.—FRANKrFORT, (ORANGE FREE STATE.— The 
Municipality is inviting tenders for a hydro-electric scheme. 
Particulars from the consulting engineer, Mr. W. Ingham, 
101. Consolidated Buildings, Fox Street, Johannesburg. 

(GRAHAMSTOWN, CAPE PROVINCE.—September Ist. Power 
plant. alternators, switchboard, transformers, cables, &c. 
Specifications from Mr. F. G. Clarkson, town clerk. 

Warrington.—Mav 15th. Electricity Department. 
sub-staticn ironclad switchgear. (May dth.) 

*\ copy of the plan, specifications, and conditions of tender, 
&c.. сап be inspected at the Department of Overseas Trade 
‘Room $4), 35. Old Queen Street, S.W.1. 


Pipework 


E.h.p. 


CLOSED. 
Blackpool.—Tramways and Electricity Committee. Ac- 
cepted :— 
Supply of double-deck motor-'bus for Thernton-Clevelevs service.— Tilling. 
Stevens Motors, Ltd. ` 
Rolton.—Tramways Committee. A\ccepted:- - 


Right of advertising on the interior of te ventilators of the whole of the 
tramears for a period of five years from the termination of their pre- 
sent contract (£40 a year).—F. Mason & Co., Ltd. 

Electricity Committee. Accepted :— 

E.h.p. switchgear, for the Bradshawyate sub-station.—Gencral Electric 
Co., Ltd. 

Bradford.—Tramways Committee. ` 

Twelve pairs of manganese steel points, at £10] per pair.—Iladfields, Ltd. 


Electricity Committee. Accepted:— 
Electrical installation at the new offices. and showrooms, --Jessop & Bov- 


dell, Ltd. 
Cardiff. —I:lectricitv 
cepted:— 


Bunkers and a boiler-house roof at the Roath power station (£3,421).-- 
Booth & Sons, Bolton. 


India.—Messrs. Royer, Ltp., of Trafford Park, have just 
Teceived an order from Messrs. Kerr, Stuart & Co., Ltd., of 
Stoke-on-Trent, for four Royce standard three-motor over- 
head electric travelling cranes, each of 40 tons capacity and 
fitted with a 10-ton auxiliary lifting barrel. The cranes are 
for works in India, and Messrs. Royce having long made a 
special study of the manufacture of electrical equipment to 
suit peculiar climates, the equipment for this contract is being 
specially. manufactured to suit the climate of India. 


and Tramways Committee. Ac- 


London.—SrEPNEY.—Coal supplies. 

The Electricity Committee recommends that fresh contracts (about 12,000 
tons) be entered into with Messrs. E. Foster & Co. as from July Ist 
for double-screened peas, at 24s. 104. per ton, and nuts at Jos. 7d. 
per ton. Messrs. Foster undertake to reduce their existing contract 
price os. per ton for coal supplied during April; 7s. 6d. p«r ton tor 
supplies during May; and 105. per ton for coal supplies during June; 
the effect of these reductions will be a saving to the Council of about 
£730 on the existing contracts. 

For the supply of Walsalf Wood beans, the Council is at present paying 
Messrs. Foster 32s. per ton, and under the contract there are arrears 
of about 3,000 tons outstanding. In consideration of the Council's 
entering into a new contract for the supply as from April lst of 5,200 
tons of similar coal, Messrs. Foster will supply the same at 25s. 10d. 
per ton and cancel the arrears. The saving to the Council under 
this arrangement is estimated at £930. 

Messrs. Bradbury, Son & Co. (1920), Ltd., are under contract for the supply 
of Tamworth beans, Notts. washed single, and/or Ansley Hall peas 
at 30s. per ton, which amount the firm is, in respect of suppli» 
from April Ist to June 30th, prepared to reduce by 55. per ton in 
consideration of the Council entering into a fresh contract, às from 
July Ist, for 5.000 tons of similar coal at 24s. per ton. A saving of 
£525 will be effected in this instance. 

The Committee recommends that these offers be accepted. 


Electricity Committee. Accepted :— 

One barge Scotch (Wemyss) washed pea nuts, 245. 10d. per ton.—J. Hud- 
son & Co. 

One mile 3-way $ in. conduits (£801)—Sutton & Co. 

Fifty tons pitch (£218).—Forbes, Abbot & Lennard, Ltd. 

Twenty-eight h.p. switches for Limehouse generating station (£83 each). - 


A. Revrolle & Co., Ltd. 
Loxpon Cotsty Cowuxcin.—Education 
cepted :— 


Electric lighting installation at Belleville Road, Battersea (£718), and 
Wormholt Road, Hammersmith (£719).——A Hawkins & Sons. 


Establishment Committee. Accepted :— 
New County Hat. 

Eight electric service lifts (extension of existing contract) (£3,470).—Express 
Lift Co., Ltd. 

Steel conduits and accessories required in connection with electrical in- 
stallation (£2,888, and further quantities not exceeding £4,000) - - 
Stella Conduit Co., Ltd. 

Cast iron boxes (£264. and further quantities not exceeding £600).—-Stella 
Conduit Co., Ltd. 

Main switchboards for auxiliary lighting supply (£800).—Dorman and 
Smith, Ltd. 

Motor booster for ditto (£&0).—Crompton & Co., Ltd. 

Electric fittings for office floors.—(approx. no. of fittings, 600) (£950).— 
P. W. Rands & Co.; (approx. no. of fittings, 960) (£1,170). — Davis, 
Cash & Co.; (approx. no. of fittings, 750) (£600).—Best & Lloyd. 

Cut-outs for sub-listribution boards for permanent electrical installation 
(£230).—Dorman & Smith. 

Twin flexible conductors (£150).—Houper'’s Telegraph and I.R. Works, 
Ltd. 

Supply of division bells (about 70) (£450).— Sterling Telephone and Electric 
Co., Ltd. 

Pneumatic dispatch tube in connection with electric annunciators СЕН). — 
Lamson Pneumatic Tube Co., Ltd. 


lire Brigade Committee. 
Installation of electric lighting apparatus at the Bethnal 

Green fire station : 
Q. N. Haden & Co. (accepted) ... "P - .. £250 


Springvale Electrical Co. 265 


Committee. Av- 


Stegman & Co. Е vds xd ids а . н! 
Higgs & Hill, Ltd. Vis с. PN See 1 
Commercial Telephone and Electrical Co., Ltd. ~ aoe 
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J. Biggs... bs Pi: sh vu es a 
METROPOLITAN. ASYLUMS Boarv.—Works Committee. 


[he following tenders were received for installation of electric passenger 
and service lifts at Tooting Вес Mental Hospital extension :— 


Hill (J.) & Sons a " ids n £1,700 
Penrose Lifts, Ltd. ... 256 sais e bes ТУ 2.059 
Titan Lift Co. m no T ET Ре si 2.090 
Evans (R. A.) Ltd. ... Ges ais 225 205 we 2,180 
Smith, Major & Stevens, Lid. ... Ls TM КЕ 2,183 
Aldous & Campbell, Ltd. ... dee ‘ag T T 3,200 
Pickerings, Ltd. 50 M PES TT Je "T SA 

City Electrical Co. sak v s sis asi 2.210 
` Ritchie (J. & Sons ... vie Shae з А ет 2,200 
Express Lift Co., Lid. .. S sue Б P 2,320 
Strong (Н. О.) & Sons, Lid. bak - P 2: 2.410 
Etchells, Congdon & Muir, Lid. sa е гуз 2,411 
Bennie (J.), Ltd. n 2 me Mette m PA) 2.44) 
Warburton (W.) & Co., Ltd. T T us um 2,458 
Hammond Bros, & Champness, Ltd. ... S zs 2,483 
Holt & Willetts et es T4 xa hs tes 2.500 
Marryat & Scott, Ltd. + Mea " m es 2,500 
Wavgood, Otis, Ltd. ... 22 ges — ye I 2.500 
Medwav's Safety Lift Co.. Ltd. | 2,000 
Keighley Flectrical Eng. Co., Ltd. - " ES 2.700 
Heywood (S. Н.) & Co. Ltd... ius DA xx 2 ARS 
Willetts, Chas., Jun., Ltd. ... vm ies еа т 3,372 


Contract Committee. Accepted :— 
Magnetos for Mead ambulance station.—British Lighting and tpnition 
Co., Ltd. 


Loughborough.—Town Council. Accepted:— 

One 3,000-kW turbo-alternator (£29,000).—Brush Electrical Engineering 
Co., Ltd. 

One 25,000-Ib. boiler, with superheater, mechanical stoker, economiser, 
and auxiliary plant (£15,213).—Spearing Boiler Co., Ltd. 

Extensions to high- and low-pressure mains (£4,725).--Macintosh Cable 
Co., Ltd. 


Manchester.—Electricity Committee. Accepted:-- 

Telephone switchboard at Stuart Street station.—Western Electric Co., Ltd 

Cable.—Johnson & Phillips, Ltd. е 

In connection with the accepted tender of Messrs. Ferranti for three 6,000- 
kVA three-phase transformers, fans, &c., at Oldham Road R sub-etation, the 
authority to sublet the fan to Messrs, Davidson & Co. has been rescinded. and 
in lieu thereof authority has been given to sublet the work to James Keith 
and Blackman, Ltd. 


North Wales.—Welsh Highland Railway Co. Accepted: 
Construction of light railway along the Aberglaslyn Pass to Beddgelert 
(about £60,000).—Sir R. McAlpine & Sons. 


Wolverhampton.—Electricity Committee. Accepted:— 


One 1.000-kW' rotary converter each.—English Electric Co., Ltd. (£2,639); 
General Electric Co., Ltd. (2,902). 
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FORTHCOMING EVENTS. 


Royal institution of Oreat Britain.—Saturday, May 13th. At Albemarle 
Street, W. At 3 p.m. Lecture on ‘* The Disappearing Gap between the 
X-ray and Ultra-Violet Spectra. (1) Grating Results," by Prof. О. W. 
Richardson, F.R.S. 

institution of Railway Signal Engineers.—Wednesday, May 17th. At the 
Institution of Electrical Engineers, Victoria Embankment, W.C. At 3 
p.n. Discussion on Mr. Roberts's paper on,'' Some ‘Recent Developments 
of Token Working on Single-line Railways.” 

Electricity Supply Commercial Association.—Wednesday, May 17th. At the 
Grove Hall, Hammersmith Broadway, W. At 7.30 p.m. Address by 
Mr. G. R. Smith, general secretary. 

Institute of Transport.— Wednesday, May 17th, to Saturday, May 20th. At 
the Institution of Civil Engineers. International Congress. 


Ohemical Society.—Thursday, May 18th. At Burlington House, Piccadilly, ‘ 
W. 


At 8 p.m. Ordinary scientific meeting, to be followed by an informal 
meeting. 

Junior Institution of Engineers.—Thursday, Mav 18th. At the Café Monico, 
Shaftesbury Avenue. At 6.30 p.m. Annual dinner. 

Institution of Electrical Engineers.—Thursday, May 18th. At the Institu- 
tion, Victoria Embankment. At 6 p.m. Thirteenth Kelvin lecture, '' Elec 
tricity and Matter," by Sir E. Rutherford, F.R.S. 

(irish Oentre).—Meeting in conjunction with the Dublin May Agricul- 
tural Show. Tuesday, May 16th. At Leinster House, Kildare Street, 
Dublin. At 8 p.m. Paper on “ Electro-Farming, or the Application of 
Electricity to Agriculture," by Mr. R. Borlase Matthews. 

(Liverpool! Sub-Oentre).—Tuesday, May 16th. At the University, 
Liverpool. At 3.45 p.m. Lecture on ''Cheapening of Electricity Supply 
in Great Britain," by Mr. C. H. Wordingham. 

Ohief Technical Assistants’ Association.— Thursday, May 18th. At the 
Engineers’ Club. At 6.30 p.m. Paper on ‘ Electric Vehicles," by Mr. 
J. D. Spark. 


THE “ELECTRICAL REVIEW” SERVICE 
DEPARTMENT. 


To complete replies to queries received this week we need the 
names of suppliers or manufacturers of :— 
“ Electrostan ’’ fuse wire. 
ane nen the London address of the Krondell Kjellin 
о. 


NOTES. 


The Electrical Exhibition of 1924.—The Electrical Engi- 
neering Section of the British Empire Exhibition, London, 
1924, will be organised and space allocated by the B.E.A.M.A., 
under the direction of a special committee representing all 
branches of the electrical industry. 

Experiments at Aldwych Underground Station.—The 
" Underground " is experimenting with a new mechanical 
device which will save the travelling public time and trouble 
at the less busy traffic points. At Aldwych station, which is 
а quiet traffic centre, a novel electrically-operated machine 
has been installed inside the lift, enabling the lift man to 
issue tickets and at the samo time to control the working of 
his lift. The booking of tickets and the admission to the lift 
being thus concentrated at one time and point, and accom- 


plished practically at one movement, there will be a consider- | 


able saving of delay and trouble to the passenger. Another 
interesting feature of this new arrangement is the telephone 
fitted to the machine, which enables the operator to com- 
municate with any of the 2,000 telephone extensions of the 
'"" Underground ” system in the event of a lift failure occurr- 
ing at any point in the lift shaft. The whole apparatus, 
consisting of an '' Automaticket '" machine, lift control and 
telephone, only takes up as much space as two passengers. 

Fatality.—4An inquest was held on Mav 6th on the Боду 
of William Turner (35), of Handsworth. Birmingham. a fore- 
man electrician. whose death took place on May 4th at the 
premises of Messrs. Evered & Co., Surrey Works, Smethwick. 
Turner was engaged, with the assistance of George Wilson, 
in work on a 440-V switchboard. Wilson was standing near 
by when he heard a groan, and immediately switched off the 
energy. He found that Turner's hands were tightly clutch- 
ing a part of the switchboard. On arrival at the hospital. 
death had taken place. Wilson stated that rubber mats and 
pieces of wood were provided had Turner cared to use them. 
The coroner returned a verdict of ‘‘ Accidental Death,” and 
said he was satisfied that the firm had done everything in its 
power to provide for the safety and comfort of the work- 
people, if the regulations were complied with. 

Macadamised Roads.—In a circular addressed to highwav 
authorities (No. 149a (Roads)), the Ministry of Transport has 
drawn the attention of highway authorities to experiments 
carried out by the Joint Departmental Committee on Damage 
to Fisheries, set up by the Ministries of Transport and of 
Agriculture and Fisheries, on the injury to inland fisheries 
caused by treating roads with tar, &c. As a result of these 
investigations the committee sthtes that highway authorities 
should give preference to asphaltic bitumen free from tar pro- 
ducts for the treatment of roads draining directly into fishing 
Waters, as there 15 no evidence before the committee that 
washings from such bitumen have any deleterious action on 
fish or other stream life. | 

Appointments Vacant.—T wo shift assistants for the Hull 
Corporation Electricity Department; shift engineer for New- 
port (Mon.) Electricity Department. (See our advertisement 
pages to-day.) 


Electricity and Agriculture.—Under the auspices of the 
Institution of Electrical Engineers, and in conjunction with 
the Dublin May Agricultural Show, Mr. R. Borlase Matthews, 
M.I.E.E., is to repeat the paper which he read recently in 
London. This lecture will be given on May 16th at Leinster 
House, Kildare Street, Dublin. 


British Standard Specifications.—Among the recent publi- 
cations of the British Engineering Standards Association is a 
specification prescribing graphical symbols for electrical pur- 
poses (No. 108, 1922, ls. 4d. post free). This has been com- 
piled with the aid of Government departments, the Institution 
of Electrical Engineers, and other technical societies, indus- 
trial organisations, and experts interested in the subject. The 
selection has been made with the following points in view: 
Each symbol should be self-explanatory, easy to draw, in 
general use, and should relate to a single device. Special 
attention is drawn to Sections 7 and 8. In the former, deal- 
ing with telegraphs and telephones, the scheme of symbols 
und conventions adopted by the Post Office has been largely 
utilised. Section 8, "' Radio communication," was prepared 
by a joint committee of the Post Office, the Admiralty, the 
War Office, the Royal Air Force, and Marconi's. 

Another recently-published specification is No. 128, 199. 
“ Dimensions and Resistances of Bare Annealed Copper Wire 
for Electrica! Machinery and Apparatus " (1s. 2d. post free). 
In this, resistance values have been calculated from the value 
for the resistivity of copper laid down by the International 
Electrotechnical Commission. The sizes are designated by 
the diameter expressed in decimals of an inch. With a view 
to encouraging reduction in the number of sizes commonly 
used the 29 sizes which constitute the even numbers of the 
S.W.G. are classed as '' primary standard "; the remaining 
28 are called ‘‘ secondary standard " sizes; and the use of the 
third class or ‘‘ exceptional standard " sizes, it is urged, 
should be restricted to the utmost. These specifications can 
i ue from the Association's offices, 28, Victoria Street, 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—The annual general 
meeting will be held on May 25th at 6 p.m., and the annual 
conversazione on June 29th. 

SouTH-MIDLAND CENTRE.—At the recent annual general meet- 
ing Mr. R. A. Chattock (chairman) presented a solid silver 
coffee pot and milk jug of Georgian design to Mr. J. D. 
Morgan, the retiring hon. secretary, as a mark of esteem. 
Mr. Chattock stated that since Mr. Morgan took office ten 
years ago the membership had increased from 450 to 795. Mr. 
Morgan was relinquishing the position owing to the call: 
made upon his time by specíal research work he had takeu 
up. Messrs. Rosher and Lawson also expressed their appre- 
ciation of Mr. Morgan's services to the Centre. Mr. J. D. 
Morgan briefly replied, saving that he had made an enor 
mous number of friends while acting as hon. secretary. 

LIVERPOOL SUuB-CENTRE.— The third annual general meeting 
of the Sub-Centre was held on May 8th. Alderman Walker. 
chairman of the North-Western Centre, seconded a vote of 
thanks to the retiring chairman, which was proposed by 
Prof. Marchant. The officers for the ensuing session were 
elected, and the annual report adopted. The business of the 
meeting was followed by a concert, Alderman Walker contri- 
buting some of his Lancashire stories. 

Royal Institution.—The annual meeting was held on Mav 
Ist, Sir James Reid, Bart., vice-president, in the chair. The 
annual report of the Committee of Visitors for the year 1921. 
testifying to the efficient management of the Institution, was 
read and adopted, and the report of the Davy Faraday Re- 
search Laboratory Committee was read. Fifty-seven new 
members were elected in 1921, and 63 lectures and 19 even- 
ing discourses: were delivered. The following _ officer: 
were elected for the ensuing year: President, the Duke of 
Northumberland; treasurer, Sir James Crichton-Browne; 
secretary, Colonel E. H. Grove-Hills. 

Edinburgh Electrical Society.—The annual business meet- 
ing of the Society was held on May dth. The chairman, Mr. 
D. S. Munro, gave a brief review of the increased progres 
of the Society during the past session. and a satisfactory 
financial statement was presented by the treasurer. Prizes 
were gen to the apprentices for their competitive papers. 
Office bearers for the coming session were elected as follows: 
Chairman, R. W. J. Stark; vice-chairman, J. Walker; com 
CE Messrs. J. G. Mackintosh, A. Whiteley, Orr, and 

arse. 

Institute of Metals.—Professor Sir Ernest Rutherford. 
F.R.S., delivered the twelfth annual May lecture on “The 


.Relation of the Elements." to members of the Institute on 


May 8rd. at the Institution of Mechanical Engineers. Mr. 
Leonard Sumner, M.Sc. (president), was in the chair. “it 
Ernest Rutherford said that it had become clear that atoms 
were electrical structures of the same general type, consst 
ing of a minute but massive charged nucleus surrounded at 
a distance by a distribution of negative electrons. The work 
of Moseley had shown that an unexpectedly simple relation 
existed between the elements. Apart from its mass, the 
properties of an element were defined by a whole number 


М 
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which represented the charge on the nucleus and the number 
of the outer electrons. This number also gave the ordinal 
or atomic number of the element arranged in order of in- 
creasing weight. All the known elements were defined by 
numbers starting from 1 for hydrogen, and ending at 92 for 
uranium, and only a few numbers were missing. The dis- 
eussion of the structure divided itself into two parts, one the 
laws controling tho position and movements of the outer 
electrons, and the otber the constitution of the nucleus. It 
semed clear thst uydrogen nuclei were constituents of the 
nuclei of these atoms, and were in all probability satellites 
uf the main system. It was believed that the helium nucleus 
was a secondary structure built up of four hydrogen nuclei, 
and that consequently the nuclei of all elements consisted 
ultimately of an ordered structure of hydrogen nuclei and 
electrons. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electrico tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements, - 


Mr. H. Hopson Lancaster, executive officer in the Black- 
pool Corporation Tramways Department, has been appointed 
trathe superintendent of that undertaking, in succession to 
Mr. C. 1. Baker, who has gone to Ashton-under-Lyne as 
tramways manager. There was à large number of appli- 
cants. Mr. Lancaster is the son of the late Mr. John Lan- 
caster, a former Blackpool tramways manager. He had early 
experience in. tramway work under his father, and later 
acted as traflic assistant manager for the West Ham Cor- 
poration, returning to Blackpool twelve years ago. 

A communication just received from Cape Town states 
that Mr. G. Н. SwINGLER, city electrical engineer, " left by 
last week's mail" on a holiday trip to England, and the 
Continent. 

The Times records that on his retirement, at the age of 65, 
from the Post Office Engineering Department, at Canter- 
bury, Mr. H. J. Porter, who in 1884 erected the first tele- 
phone line in Canterbury, has been presented by his colleagues 
with a purse and a cheque. 

Mr. S. C. Hurry has been appointed sales engineer to The 
Jackson Electric Stove Co., Ltd., of 143, Sloane Street, Lon- 
don,,S. W.1. Mr. Hurry, who joined the company on de- 
mobilisation in December, 1919, as assistant sales engineer, has 
long been closely associated with electric heating and cooking 
developments. He commenced his training with West Ham 
Corporation Electricity Department, afterwards going to 
Torquay and Sheffield Electricity Departments to assist in 
popularising domestic electricity. 

Mr. B. Норѕох, of Aldershot, has been appointed shift 
engineer, at the Southport Municipal Electricity Works. 
Prior to taking up his post as street lighting inspector under 
the Cardiff City Council, Mr. FRANK Marsu, for nine years 
foreinan with Messrs. Curran's Engineering & Foundry Co., 
Cardif Docks, was presented, by the firm and the workmen, 
with a gold watch. : 

Hackney Borough Council Electricity Committee recom- 
mends that the 10 per cent. addition for the increase in the 
cost of living included in the salary of Mr. L. L. ROBINSON, 
borough electrical engineer, be discontinued; and that Mr. 
H. C. TossELL be promoted to the position of distribution 
clerk in the Electricity Department (Class 4), at £250 per 
annum, subject to sliding scale adjustment. 

Swindon ‘Town Council has reduced, as from March 31st 
last, the salary of the electrical engineer, Mr. A. NICKLIN, 
from £500 to £425 a year, and that of the secretary and tram- 
ways manager, Mr. T. MEDCALF, from £520 to £494. Mr. 
Nicklin, who is suffering from a nervous breakdown, has been 
granted a month's leave of absence. 

Мк. А. C. Devey, M.I.E.E., is about to retire from business 
after twenty-five years’ service with the British Insulated and 
Helsby Cables, Ltd.. during which period he has built up a 
wide circle of friendship with engineers in all parts of the 
country, Mr. Devey entered the electrical world in 1885 at 
thee Hanover Square School of Telegraphy, and in 1887, re- 
sponding to an advertisement in the ELECTRICAL REVIEW, he 
joined the well-known pioneer firm of Paterson & Cooper, 
under Mr. W. B. Esson; he remained with the company in 
this country, and with an associated company in France, until 
1897, when he joined the “ B.I.W. Co." His retirement is 
due to health considerations, and we trust that he will long 
enjoy the leisure which he has so well earned. 

Mr. J. М. L. Siater, A.M.LE.E. is relinquishing his 
appointment in the D.E.E. Department of the Admiralty in 
order to take up а position with the Electrical Apparatus Co.. 
Ltd., and Messrs. Bray, Markham & Reiss, Ltd. Mr. Slater 
has been previously connected with the Igranic Electric Co., 
Ltd., and with the switchgear department of the Metropolitan- 
Vickers Electrical Co. ` | 
‚ Mr. E. F. Spencer has just resigned the position of manag- 
ing director of the Aqua Electric Co., and desires to get into 
touch with persons interested in water heaters. 


Obituary.— Mr. J. C. TavLon.—The death has occurred, at 
Aberdeen, of Mr. John Clark Taylor, retired superintendent ot 
Post Othce Telegraphs. Mr. Taylor, who retired on pension in 
1597, lectured extensively in Aberdeen and district on elec- 
tricity, telegraphy, meteorology, and astronomy. 

Mr. W. Н. Maryias.—We regret to record that Mr. W. Н. 
Mathias, J.P., a director of the Treforest Consumers’ Electri- 
city Co., Ltd., and a director of numerous South Wales col- 
liery undertakings, passed away on Monday at the age of 74 
years. 

" Ма. Jons WitiiaMs.—The death occurred on Tuesday at 
Bridgend, at the age of 73, of Mr. John Williams, one of the 
pioneers of the Ogmore Valley Electric Light Co. 


Wills.—The late Mr. ROBERT ROBERTSON, commercial man- 
ager of the Clyde Valley Electrical Power Co., left £12.459. 

The late Mr. S. R. BLUNDSTONE, director of various electric 
tramway companies, left £19,334 gross and £18,955 net per- 
sonalty. 


NEW COMPANIES REGISTERED. 


G. Edward Carr, Ltd. (181,517).—Private company. Re- 
gistered. May dth. Capital, £12,000 in £1 shares. To adopt an agreement 
with G. E. Carr and io carry on the business of electricians, manutacturers 
and repairers of and dealers in mechanical and electrical. appliances and lamps 
armature winders, &c. The subscribers (vach with one share) are: G. bk. 
Carr, 900, Shields Road, Neweastle-on-Tyne, engineer; G. Y. Gray, 37, Grainger 
Street, Newcustle-on-Tyne, accountant. G. E. Carr signs as director. Quali- 
fication, £100. Registered office: SW, Shields Road, Newcastle-on-Tyne. 


Grosvenor Clark Electrical, Ltd. (181,548).—Private 
company. Registered May sth. Capital, £1,000 in £l shares. To carry on 
the business of electrical engineers, manulacturers and agents for the sale 
and purchase of electrical fittings and appliances, &c. The permanent directors 
аге: W. P. Grosvenor, 36, Harlech Road, Southgate, N.14, engineer; J. A. 
Clark, 29, Chandos Road, East Finchley, N.2, engineer; W. Clement Drew, 
31, Magdalen Road, Wandsworth, S.W.1B, insurance broker. Qualification, 
£50. Remuneration, as fixed by the company. Secretary: W. Clement Drew. 
Registered office 3-4, Great Winchester Street, E.C.2. 


Holes, Ltd. (181,508).—Private company. Registered 
May 3rd. Capital, £1,500 in £1 shares. To adopt an agreement with S. H. ’ 
Hole and C. Hole, and to carry on at Bursledon, Hants., or elsewhere, the 
business of general engineers, manufacturers or repairers of all types of 
steam, electrical or internal combustion engines or machinery, &c. The first 
directors are: №. H. Everitt, Swains House, Bembridge, 1.W.; S. H. Hole, 
61, Union Street, Ryde, I.W.; C. Hole, Tranby, Peartree Green, Southampton. 
Qualification ; 100 shares. Registered office: 61, Union Street, Ryde, I.W. 


Sunbeam Light Co., Ltd. (181,492).— Private company. 
Registered May 2nd. Capital, £250 in £1 shares. To carry on the business 
of agents for and dealers in electric lamps and light fittings, gas shades and 
fittings, oil and other lamps, &c. The life directors are: А. Р, Н. van den 
Dorpel, 38, Norry Road, Putncy, S.W.1; Mrs. C. M. Thoeenes, 4, Crescent 
Wood Road, Sydenham Hill, S.E. Registered office: 155, Praed Street, 
Paddington, W. 


Magdynamo Engineering Co., Ltd. (181,483).— Private 
company. Registered May 2nd. Capital, £1,000 in 2s. 6d. shares. To acquire 
the business of magneto manufacturers. and repairers and motor accessories 
manufacturers carried on by S. Miiligan and E. Summerfield at 28, Bateman’s 
Row, Curtain Road, E.C.2, and to carry on the business of engineers, iron 
and brass founders, wire drawers and metal workers, &c. The permanent 
directors are: 5. Milligan, 19, Albany Road, N.4; E. Summerfield, 29, Thorpe- 
dale Road, Hornsey, or 19, Albany Road, N.4. No qualification necessary. 
Registered office: 28, Bateman's Row, E.C.2. 


Woodstock Electric Light Co., Ltd. (181,541).—Private 


company. Registered May 4th. Capital, £5,000 in #1 shares. To carry оп 
business as indicated by the title, and to adopt an agreement with the Wood- 
stock Electric Light and Power Co. The subscribers (each with one share) 
are: С. W. Smith, Oxford Street, Woodstock, grocer; J. Н. Dew, High 
Street, Woodstock, bacon curer. The first directors are: J. F. Wickson, G. G. 
Banbury, C. Buckingham, A. R. Lay, A. Longworth and G. W. Smith, all 
of Woodstock, Oxon. Solicitors: Julius, Edwards and Julius, 8, Old Jewry, 
E.C.2. 

Welwyn Garden City Electricity Supply Co.—Registered 
on May Ist with a capital of £25,000 in 23,500 preference shares of £1 each 
and 30,000 ordinary shares of ls. each. The objects are: to carry on at 
Welwyn Garden City the business of an electricity supply company in all its 
branches. The first directors are: Sir Theodore G. Chambers, K.B.E., 76, 
Handside Lane, Welwyn Garden City, Herts. (director, Welwyn Restaurants, 
Ltd., Second Garden City, Ltd., and Welwyn Garden Сиу, Ltd., and chair- 
man Peacock and Nilamby (Ceylon) Tea and Rubber Estates, Ltd); J. R. 
Farquharson, Kilbrannan, 35, Coolhurst Road, М.В (director, Second Garden 
City, Ltd., Letchworth Cottages and Buildings, Ltd., Welwyn Garden City, 
Ltd., &c.)); C. B. Purdam, Woodside, Wilbury Road, Letchworth (director, 
Welwyn Restaurants, Ltd., Second Garden City, Ltd., Letchworth Co-opera- 
tive Houses, Ltd., and Welwyn Garden City, Ltd.); Capt. R. L. Reiss, Brocks- 
wood Lane, Welwyn Garden City, Herts. (director, Hewitt Construction Syn- 
dicate, Ltd., Welwyn Restaurants, Ltd., London Labourers’ Dwellings, Ltd., 
Second Garden City, Ltd., Welwyn Garden Сиу, Ltd., and other com- 
panies). The minimum cash subscription upon which the directors may pro- 
ceed to allotment is seven shares. Qualification: 100 preference shares. Re- 
muneration (if any), as fixed by the company. Secretary: F. J. Osborn. 
Solicitors: Grundy, Kershaw, Samson & Co., 6, Austin Friars, E.C. No 
notice of situation of registered office was filed at time of incorporation. The 
file number is 181,468. 

Re- 


Gardner Engines, Ireland, Ltd.—Private companv. 
gistered in Dublin April 22nd. Capital, £3,000 in £1 shares. To carry on 
business as electricians, mechanics, gas and oil engineers, &c. Тһе sub- 
scribers (each with one share) аге:—С, Kendrick Edwards, Abbey Chambers, 
Middle Abbey Street, Dublin, mechanical engineer; C. H. Hardman, 96, Lower 
Baggot Street, Dublin, mechanical engineer. The first directors are: К. 
Edwards and C. K. Edwards. Secretary: C, Н. Hardman. Registered office: 
94-96, Middle Abbey Street, Dublin. é 


. Gardner Engines, Ireland, Ltd. (N.I.23).—Private com- 
pany. Registered in Belfast April 27th. Capital, £3,000 in £1 shares. То 
carry into effect an agreement between Norris, Henty & Gardners, Ltd., and L. 
Gardners and Sons, Ltd., and to carry on business as mechanical, electrical. 
gas and oil engineers, and the like. &c. The subscribers (each with one share) 
are: C. Kendrick Edwards, The Leets, Hampton Park, Belfast, mechanical 
engineer; M. R, Wylie, 65, Scottish Temperance Buildings, Donegal Square 
South, Belfast, mercantile clerk. The first directors are: Kendrick Edwards, 
C. Kendrick Edwards, and two others to be nominated by the two companies 
mentioned above. Secretarv : Mary R. Wylie. Registered office : 65, 66, and 
67, Scottish Temperance Buildings, Donegal Square South, Belfast, 
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OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Henry Summers & Son, Ltd.—Mortgage debenture dated 
April ìsin, lozZ, to secure £4, charged on the company's undertaking and 
property, present and future. Holder: H. Summers, W, Shrewsbury Road, 
rorest Gate. 


Minehead Electric Supply Co., Ltd.—Sutisfaction in full 
on December 3151, 1929, of two churges dated November 28th, 1907, and De- 
cember 22nd, lovy, securing £9,000 cach (filed April 28th, 1922). 


Northampton Electric Light and Power Co., Ltd.—Parti- 
culars of £4u,vw debentures and premiums ac ә per cent. authorised March 
lith, and covered by tust deed da.ed April llth, 1322; none issued; charged 
on the co.npany's undertaking and properiy, present and future, including un- 
called capital (ranking, part passu, with £00,000 debenture stock covered by 
deed dated January Sth, 1921) Trustees: C. B. Fisher, C.B.E., Clipston 
House, Market Harborough; J. Pendered, Redwell, Wellingborough; and 
P. H. Page, 33, Billing Road, Northampton. 


Seale, Austen & Barnes, Ltd.—Satisfaction in full on 
November 28th, 1911, of charge dated September 29th, 1911, securing all 
‘moneys then due or to become due from company to bankers. (Filed April 
28th, 1922). 


Midland Counties Electric Supply Co., Ltd.—Trust deed 
dated April 25th, 1922 (supplemental to trust deeds dated February 26th, 1914, 
November lóth, 1915, and April Hth, 1919, securing £375,000 © per cent. de- 
benture stock); charped on certain shares, and debenture stock, Åc., in Derby- 
shire, and Nottinghamshire Electric Power Co., Nottinghamshire and Derby- 
shire Tramways Co., and Leamington and Warwick Electrical Co., lad. 
Trustecs: Trustees Corporation, Ltd. 


Whitehall Electric Investments, Ltd.—A trust deed dated 
April 13th, 1922, to secure £2,5900,000 first mortgage debenture stock has been 
registered, The decd constitutes (а) a first specific charge оп £2,715,556 
stg. 8 per cent. 37-усаг first mortgage bonds of Compania Chilina di Electrici- 
dad, Limitada, £474,169 sig. 7 per cent. first mortgage dcbenture stock ol 
Compania Electrica di Tampico, S.A., and £636,000 stg. 5 per cent. deben- 
tures of Gencral Securities, Ltd.; and (b) a floating charge on the company's 
undertaking and other assets for the time being, irz;uding uncdlled capial. 
The trustees for the debenture stock holders are: 1 Һе London City and Midland 
Executive and Trustee Co., Ltd., 5, Threadneedle Street, E.C., and the Rt. 
Hon. Viscount Cuwdray, P.C., 47, Parliament Street, S.W. * Commission, 
ailowance or discount " : £492,500. 


Northallerton Electric Light & Power Co., Ltd. (59,301). 
—Return dated March 8th, 1922. Capital, £6,500 in 2,000 preference shares of 
£l each, and 12,000 ordinary Shares of 6s. each. 1.161 preference and 4,921 
ordinary shares taken up. £2,627 65. paid. £10 remains in arrcars. Mort- 
gauges and charges, £3,900. 


Electric Light Insurance & Maintenance Co., Ltd. 
(80,801).—Return dated March 2nd, 1922. Capital, £5,000 in £1 shares. 1,255 
shares taken up. £1,257 10s. paid, including £3 10s. on 50 forfeited shares. 
Mortgages and charges, £2,226 10s, 


Brompton & Kensington Electricity Supply Co., Ltd. 
(25,913).—Return dated March 30th, 1922. Capital, £300,000 in 20,000 pre- 
ference and 40,000 ordinary shares of £5 each. 5,035 preference and 34,695 
ordinary shares taken up. £195,000 paid on 5,305 preference and 33,695 ordi- 
пагу. £1,000 considered as paid on 1,000 ordinary. Mortgages and charges, 
nil. 

Newcastle & District Electric Lighting Co., Ltd. (28,022). 
—Return dated April 7th, 1922. Capital, £300,000 in £10 shares. All shares 
taken up. £297,300 paid, leaving £2,000 in arrears. Mortgages and charges, 
£301,180. 


Ellerd Styles & Co., Ltd.—B. R. Morris and L. F. S. 
Young, of 287, Upper Street, Islington, N., were appointed receivers and 
managers on April 28th, 1922, under powers contained in debentures dated 
January 20th, 1922. i 


Chase Bros., Ltd.—W. Peet, of 37/40, Mark Lane, E.C., 


ceased to act as receiver or manager on April 25th, 1922. 


New Development Co., Ltd. (112,145).—Capital, £5,000 
in £1 shares. Return dated April 3rd, 1922. 1,275 shares taken up. £1,275 
paid. Mortgages and charges, nil. 


Airedale Electrical and Manufacturing Co., Ltd.—Charge 
on company’s undertaking and property, including uncalled capital (subject 
to prior mortgage for £609) dated April 20th, 1922, to secure £390. Holder: 
P. Ainley, 8, Western Road, Milnsbridge, Huddersfield. 


Oxford Electric Lighting Co., Ltd. (34,635).—Capital, 
£175,000 in £1 shares (20,000 ordinary and 15,000 preference). Return dated 
March 20th, 1922. 20,000 ordinary and 11,000 preference taken up. £122,500 
paid on 13.200 ordinary and 11,000 preference (including £1,550 on 310 ordinary 
shares forfeited). £34,000 considered as paid on 6,800 ordinary. Mortgages 
and charges, £75,000. 


CITY NOTES. 


The name of this company was changed 


Lancashire from the Lancashire Power Construction 
Electric Light Co., Ltd., by resolution in September last. 
and Power The report for the vear ended March 3lst, 
Co., Ltd. 1922, states that the trading profits of the 


Lancashire Electric Power Co. (the Parlia- 
mentary Company) for 1921, after payment of operating costs, 
general establishment charges, and directors’ fees, amounted 
to £94,328, out of which sum £939,000 has been applied to the 
reserve fund of that coinpany, increasing it to £143,000. The 
profit and loss account of the L.E.L. & Р. Co. shows that the 
balance for the vear, after crediting the interest and dividend 
received, and debiting the interest on the debentures of this 
company and other expenses, was £20,796, plus £4,192 brought 
forward. A dividend at the rate of 6 per cent. per annum (in- 
come tax free) on 465,000 cumulative convertible first prefer- 
ence shares of £4 each for the year requires £25.798, and a 
dividend at the rate of 7 per cent. per annum (less income 
tax) on 137,500 fully paid 7 per cent. cumulative participating 
preference shares of £l each for the year absorbs £6,737, 
leaving to carry forward £8.458. The extensions of the Parlia- 
mentary Co.'s power station have been completed; the first new 
unit of 13.500 h.p. was put into commission in March, 1921, 
and the second of 13.500 h.p. in the September following. These 
are giving satisfactory service, and the economies obtained 


thereby are equal to anticipations. The Parliamentary Co.'s 
business during the year was handicapped by the coal stoppage 
and by the temporary suspension in the cotton trade. Not- 
withstanding these drawbacks the benefits arising from the 
new plant have resulted in the protits of that company ehow- 
ing a material increase over those of the previous year. ‘The 
results of the Parliamentary Co.’s business have been а» 


follows :— 1920. 1921 
Units gencrated or purchased 60,656,359 62,971,066 
Max. load in h.p. ... T 25,460 38.100 
H.p. connected 44,000 54.700 
Receipts 233 £240 004 £204,877 
Expenditure ids "t £202,045 £200,549 
Profit on trading m £47,356 £94,328 


The L.E.L. & P. Co., Ltd., in September last made an issue 
of £400,000 74 per cent. prior lien debenture stock at 95 per 
cent., the proceeds of which were applied in subscribing at 
par for £139,000 in shares and £248,000 in debentures of the 
Parliamentary Co. so as to put that company in funds to meet 
the expenditure of the extensions and other outgoings. Dur- 
ing the year the vacant positions on the board were filled by 
the appointment of Mr. Alfred Shepherd, W.S., and Mr. 
George Balfour, M.P.. these gentlemen being appointed ehair- 
man and vice-chairman respectively. Meeting: River Plate 
House, E.C., May 17th. 


The repcrt for the year ended March. 
Ever-Ready Co. 1922, states that the amount available for 
(Great Britain), appropriation after writing off depreciation, 
Ltd. one-third of the preliminary expenses, and 
reserving for bad debts and Corporation 
Profits Tux, amounts to £39,576. After paying 9 per cent. for 
the yeur on the preference shares and 9 per cent. on the ordi- 
пагу. £0,152 remains to be carried forward. Early in March. 
1922, a final settlement was made with the authorities of all 
taxation up to March 3lst, 1922 (excepting Corporation Protits 
Tax, which is reserved for in the accounts) The sum of 
£4,922, in suspense in the balance sheet as at March 3lst, 1921, 
was absorbed in the settlement. During the year 7,000 ordi- 
nary shares were issued as fully paid 1n acquiring one half the 
capital in an old-establighed manufacturing undertaking of a 
similar nature to that of the company. Satisfactory trading 
results have been obtained from this connection during the 
year. 

The report for 1921 states that after pro- 
viding for depreciation, debenture and 
other interest, income tax and Corpora- 
tion Profits Tax, the profit for the vear 
amounts to £33,484, plus £2,444 brought 
forward. After paying 54 per cent., less tax, on the preter- 
ence shares and 10 per cent., free of tax, on the ordinary, 
also £1,400 for directors’ fees, £10,000 is put to reserve for in- 
vestments and £5,237 is carried forward. The past year 
opened with a very satisfactory order book and the works were 
fully occupied until the coal strike at the end of March, which 
largely reduced output. Orders also fell off about that period 
and have continued scarce. Short time has prevailed ever 
since and existed up to the tjme of stoppage arising out cf the 
engineering trade dispute. Under these circumstances the 
directors consider the results satisfactory. The company's 
hability for excess profits duty and income tax from 1917 to 
1921 1s not yet adjusted, but full provision has been made to 
cover this. The report refers with regret to the death of Mr. 
Nicholas Kilvert, who had been chairman of the company 
since its formation. It is not proposed to fill the vacancy on 
the board at present. Sir Hurry Vernon Witvert has been 
appointed chairman. 

The directors’ report, submitted at the 
Calcutta Electric meeting held on Tuesday. showed that 

Supply Cor- during the year 1921 43,078,953 units were 

poration, Ltd. sold, compared with 38,820,839 in 1920; but 

the cost of providing them was relatively 
higher than in the previous year, owing to the rise in wages 
and in the price of coal. The number of houses connected at 
December was 12,478, compared with 11,505 in 1920, an in- 
crease of 973. The following figures show the comparative 


Lancashire 
Dynamo and 
Motor Co., Ltd. 


results :— 
Net revenue Net revenue 
i Houses Gross including profit excluding profi 
Year. connected. Units sold. revenue. on exchange. on exchange. 
1920 11.505 £8,720.RP9 £398,882 £263,482 £213.8%4 
1921 12,473 43,018,983 £482,179 £216,977 £216 971 


The demand for electrical energy continues to increase, and 
vigorous steps have béen necessary to keep abreast of it. To 
assist in meeting the cost of further plant a private issue of 
250,000 £1 ordinary shares was made in July last. They were 
offered, in the first instance, at par to existing shareholders 
in the ratio of 5 new shares for everv 11 old, and the balance 
not taken up in this way was purchased bv Messrs. Robert 
Fleming & Co. The cost of the issue was £9,446, which is to 
be written off out of the year's profits. The profits for 1921, 
including interest received on money at deposit, amount to 
£221,532, plus £42,386 brought forward. Debenture interest 
absorbs £35.601; preference dividend, £43,214: interest on 
consumers’ deposits, £1,753; interest accrued on share prepay- 
ments, £487; cost of registering debenture trust deed in India, 
£2.042. Income Tax and Excess Profits Duty have been met 
out of reserves made last year. There is put to writing of 
cost of share issue, £9,446; to reserve for taxation, 26.631: 
transferred to reserve fund, £9,000; transferred to depreciation 
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and renewals fund, £43,326; transferred to insurance fund, 
£5.000; dividend on ordinary shares, 10 per cent. for the year, 
and a bonus of 1 per cent., £64,187; leaving to be carried for- 
ward £43,290. The ordinary shareholders continue to receive 
the benefit of the relief atforded in previous years in respect 
ef income tax and super tax paid in India. ‘The preference 
dividend 1s paid free of taxation on income, both British and 
Tudian, up to 6s. in the £. ‘The debenture interest is income 
tax free. It 1s proposed to grant to the staff in India a bonus 
equivalent to 2 per cent. of the net Indian profits, in respect 
ot approved service actually rendered in the year 1921. Major- 
General R. H. Mahon, the deputy chairman of the board, 
visited India last winter, and conducted a thorough inspection 
of the undertaking. The general meeting was asked to pass a 
resolution intended to consolidate the borrowing powers of the 
directors as already sanctioned, and also to enable them to 
obtain sterling advances, if necessary, against rupees held in 
[ndia. 

The directors report that for the year 


English ended Deceniber, 1921, the balance to the 
Electric credit of profit and loss account (including 
Co., Ltd. £10,230 brought forward, and amounts 


transferred. from reserves previously set 
aside aud no longer required) 1з £363,659. From this is de- 
ducted: debenture interest, £52,533; interest on 8 per cent. 
secured. notes, £100,090; trustees’ fees, £360; dividend at the 
rate of 6 per cent. per annum on the preference shares, 
£41.914; leaving a balance of £165,252. It is proposed to 
transfer to reserve for contingencies £60,000, and to pay a 
dividend on the ordinary shares (payable May 31st, 1922) at 
the rate of 5 per cent. per annum, less tax, absorbing 
£55,253. There will remain to be carried forward £55,599. In 
view of the heavy fall in the price of materials during the 
vear under review the directors have considered it advisable 
to write down the stocks of materials, &c., held by the English 
Electric Co. and its subsidiaries, so as to reduce them tr 
current market values or less, and this decision has been given 
effect to m the present accounts. The variations of the assets 
shown in the balance sheet as compared with the figures of 
the previous year are chiefly the result of the progress which 
his heen made towards completing the amalgamation of the 
company’s subsidiaries, the Dick Kerr. Works at Preston 
having been transferred to this company in April last vear and 
the Coventry Ordnance Works having been leased as from 
January Ist, 1921. The falling off in orders which was general 
in the steel and engineering trades in the earlier part of the 
year under review was unhappily accelerated by the prolonged 
cnal strike, with the result that during the later months some 
of the company's works were not fully employed. But for 
this handicap the available profits would have been higher. 
Meeting : May 16th, at the Connaught Rooms. | 


A copy of the report of this company, 


General which is before us, shows that during the 
Electric Co. year 1921 the orders received by the com- 
(U.S.A.). pany were $179,722.000, as compared with 


$315,470,438 for 1920. For the first quar- 
ter of 1922 orders received have been at an annual rate in 
excess of $200,000,000. Unfilled orders at the close of the year, 
after eliminating cancellations, were $45,391,000 for large appa- 
ratus, as against $111.778,000 at the end of 1920. Net sales 
billed were $221.007,992, compared with $275.758,487 for 1920. 
The income from sales during 1921, after adequate deprecia- 
tions and provision for federal taxes, was $21,676,683, and the 
income from other sources was $6,478,984, making $28,155,687. 
Interest and discount on debentures absorbs $2,078,683, and 
interest on notes payable, &c., $724,172, and the investment 
securities reserve $3,700,000, leaving available $21,652,812. 
Cash dividends required $13,409,522, leaving the surplus in ex- 
cess Of cash dividends $5,943,290. The accounts of the Inter- 
national General Electric Co., Ine., are excluded from this 
report. In any comparisons made with the reports for 1919 
and 1920 this fact should be borne in mind. The net expendi- 
tures for additional land, buildings. machinery and other 
manufacturing equipment during 1921 were $5,907,133, a con- 
siderable part of which was for equipment of special character 
and subject to early obsolescence in the event of changes in 
design. There has been written cff plant accounts as a whole 
the summ. of $8,486.520. Тһе net book value of all plants at 
December 31st, 1921, was $66,957,295. At the annual meeting 
in 1921 authority was given to increase the capital stock of 
the company from $175,000,000 to $155,000,000. The number 
of stockholders at December 31st. 1021, was 27,890, of whom 
13,957 were women. The year 1921, with its contraction in 
business and the unavoidable processes of re-adjustment made 
hevessary thereby, has been exceptionally trying and difficult. 


Reduction of Capital.—TuUnNER, Атнкктох & Co., IAD., 
AND REDUCED.—A petition has been presented to the Court in 
the Chancery of the County Palatine of Lancaster, Man- 
chester district, for confirmation of the proposed reduction of 
the capital from £175,000 to £140,116. 


Pinchin, Johnson & Co., Ltd.—The net prohit for 1921 was 
£45,924 plus £10,588 brought forward. The dividend for the 
year on the ordinary shares is 74 per cent. less tax. £1,500 is 
written off preliminary expenses of new capital issue and 
£16,512 is to be carried forward. 


Stock Exchange Notices.—The undermentioned securities 
have been ordered to be officially quoted :— 

Pennsylvania Water & Power.—$215,000 first mortgage sink- 
ing fund 5 per cent. gold bonds, 1940 (Nos. 10,941 to 11,155; 
$1,000). 

Stewarts & Llovds.—3.070 deferred shares of £1 each, fully 
paid (Nos. 2,630,031 to 2,635,100). | 

Dealings in the following have been specially allowed b 
the Committee under rule 148a :— 

River Plate Electricity Co.—49,153 new ordinary shares of 
£1 each, fully paid, Nos. 297,411 to 346,593. 

` Application has been made to the Stock Exchange Cummit- 
tee to allow the following to be quoted :— 

Jutland Telephone Co.—£500,000 54 per cent. sterling bonds. 


City of Wellington.—Scrip, fully and partly paid, for 
£519,000 Wellington City Power Station Construction and 


Tramway Improvements 54 per cent. debentures, 1920, and for 
£174,000 Wellington City Water Supply 54 per cent. deben- 
tures, 192). | 


Primitiva Gas Co., of Buenos Aires.—Accounts for 1921 
show a balance of revenue and interest from purehasers of the 
electrical section of £54,197, plus receipts from other sources, 
making £54,495. Deducting debenture interest, £62,064, sink- 
ing funds, interest on loans, London ойсе expenses, &e., 
totalling £83,527, leaves (according to the Financial Times) 
a profit of the year’s working of £968, reducing the debit 
balunce of £462,677 brought in to £461,709. It was not until 
October last that the benefit of cheaper coal and freights was 
obtained. It has.not been possible to make any provision for 
retiro amortisation. The sale contract of the electrical section 
to the Deutsch-Ueberseeische Elektricitits Gesellschaft has been 
transferred to the Compania Hispano-Americana de Electrici- 
dad, which took over the assets and liabilities of the German 
company, and has agreed to pay additional £2,500 per annum 
for duration of contract. 


Ramsgate & District Electric Supply Co., Ltd.—For the 
year 1921 there was a gross profit of £8,033, against £5,356 
for 1920. After providing for preference dividend, interest 
on loans, and income tax, and adding £477 brought forward, a 
dividend of 10 per cent. is to be paid, £2,200 to be put to 
reserve, and £1,500 to reserve for depreciation, leaving £311 
to be carried forward. Mr. J. C. Wigham retired from the 
board, and Mr. A. J. Fippard was appointed to the vacanev, 
but he has since taken an appointment abroad, and Mr. W. E. 
Brandreth has been elected in his place. 


Cleveland and Durham Electric Power Co., Ltd.—The 
report shows that connections to the system at the end of last 
year amounted to 142,693 h.p., which, compared with the 
previous year's figure of 130,798 h.p., shows an increase of 
11,900 h.p. The profit for the year was £40,402, which, with 
the balance brought forward, made a total credit of £45,821. 
Interest on debentures, &c., absorbed £43,945, leaving a 
balance of £1,576 to be carried forward. The capital expendi- 
ture on works during the year amounted to £33,628. 


Bath Electric Tramways, Ltd.—.After charging adminis- 
tration expenses and including £2,305 brought forward, the 
accounts for 1921 show an available balance of £17,433. 
£5,449 is required for interest on 44 per cent. first mortgage 
debenture stock; £1,000 for sinking fund; and £3,750 for divi- 
dend on preference shares. £5,000 has been put to contingen- 
cies and renewals account, and £2,234 1s to be carried forward 
to provide for contingencies und replacements. 


New Issue.—The Northampton Electric Light and Power 
Co., Ltd., recently offered 40,000 £1 ordinary shares to the 
shareholders at par, and these were taken up. The £40,000 
7 per cent. second debenture stock offered at the same time 
to the shareholders and debenture stockholders at 102 per 
cent. was largely over-subscribed. 


Callender’s Cable and Construction Co., Ltd.—The direc- 
tors recommend a dividend of 15 per cent. (3s. per share, of 
which ls. per share was paid on November 2nd) for the year 
ended December 8156, 1921. The final dividend will be paid 
on the 26th inst. The annual general meeting will be held on 
May 25th. 


Peterborough Electric Traction Co., Ltd.—After placing 
£3,500 to renewals fund, and paying 6 per cent. per annum 
on the cumulative preference shares, a dividend of 5 per cent. 
on the ordinary shares is recommended, carrying forward 
£1,271, against £931 brought in. 


Cordoba Light, Power and Traction Co.—The directors 
announce an interim dividend payable on the preference shares 
at the rate of 7 per cent. per annum (subject to tax) in respect 
of the six months ended March 31st on 300,000, and in respect 
of the four months ended March 31st on 365,811 shares. 


Adelaide Electric Supply Co., Ltd.—Interim dividend at 
the rate of 12 per cent. per annum. 


Western Union Telegraph Co.—Quarterly dividend of 12 
per cent. on the common stock. 
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Middleton Electric Traction Co., Ltd.—After providing for 
the preference dividend and paying 5 per cent. per annum on 
the ordinary shares, £3,305 is to be carried forward. 

Siemens Bros. & Co., Ltd.—4A final dividend of 15. per 
share (5 per cent.), free of tax, is announced, making 10 per 
cent., free of tax, for the year 1921. 

Melbourne Electric Supply Co., Ltd.—An interim dividend 
of 5 per cent., free of tax, on the ordinary shares is announced. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Two cross-currents are at work in the Stock Exchange mar- 
kets, making their influence felt in practically every part of 
the House. One is the unsatisfactory state of mind produced 
by the Genoa Conference, which has the effect, of course, 
of causing people to be rather shy of Stock Exchange securi- 
ties of any kind. The second is the result of the Budget, 
and the reduction of Income Tax, which, while it was gener- 
ally expected, will continue to have an indirect bearing in 
the way of forcing capital into good investments of all kinds. 
So long as money remains as cheap as it is at present—so 
long, that is, as the banks give no more than 2 per cent. on 
deposit aecounts—the gilt-edged stocks are bound to remain 
very firm. Within the last six months, a complete change 
has come over financial circumstances. Instead of being 
able to get six to seven per cent. with perfectly good security, 
the present-day investor finds himself confronted with the 
fact that 5 per cent. is the utmost which can be obtained, 
except in comparatively short-dated stocks. The level of 
yield to an investor has sunk to 44 per cent. for the best- 
class descriptions, and this movement finds reflection in the 
prices of all kinds of sound stocks and shares, ordinary us 
well as prior-charge. 

Two new issues which have been underwritten this week 
are for a quarter of a million pounds each, of 7 per cent. second 
debenture stock, by the Calcutta Tram ways Co., at 95, and 
5 per cent. tax-free debentures from the Indian Electric Sup- 
ply Co., for which the public are$asked 94. The under- 
writing was concluded without difficulty, and, were it not 
for the unsettlement produced in the mind of the investor 
hy the events of the past few months in India, it would be 
safe to say that the issues would be snapped up like the 
proverbial hot cakes. Indeed, had it not been for the various 
disturbances in the Dependency, these two companies would 
most likely have been able to obtain better prices for their 
issues, because the security in each case is good enough to 
have ensured, given normal conditions, a ready response 
from those who are on the look-out for such investments. It 
will be interesting to see how the issues fare; notwithstanding 
the nervousness that stil lurks with regard to Indian affairs, 
jit may prove to be the case that the appetite for investments 
will prove stronger than the,apprehension just mentioned. 

The electric railway market has taken a turn for the better, 
encouraged by the greater strength shown by the railway: list 
as a whole. Great curiosity is displayed in the terms upon 
which the Underground company will make its issue of stock 
guaranteed by the Government, but up to the moment of 
writing, nothing definite has transpired. Improvement in 
Metropolitans and Districts is attributed partly to seasonal 
activities on the part of the enterprising 'bus company, whose 
announcement of its summer services coincides; happily, with 
the blaze of sunshine that ushered in the week. 

The English Electric Co. has cut down its previous 8 per 
cent. dividend to 5 per cent. for the vear lately ended. The 
company has done quite well, and the net profit of £210,800 
is about £37,000 better than, that of the previous vear. The 
fact of the notes ranking for interest, and, also, that stocks 
have had to be written down, combine to render the directorg 
conservative in the matter of dividend distribution. The 
carry-forward of £55.000 is about £10,000 more than that of 
last year, and £60,000 has been put on one side as a contin- 
gency reserve. The ordinary remain at 13s. 9d., and the pre- 
ference are 17s. 6d. . 

General Electric ordinary at 235. 8d. are keeping their price 
and the preference hardened to 22s. 9d., the “В” preference, 
however, being a trifle easier at 23s. 9d. Metropolitan-Vickers 
preference improved to 943. Henley’s preference, Callender's 
preference, and British Insulated ordinarv are all better. 
Cromptons at 1j are a few pence harder. Edison-Swan 5 per 
cent. debenture stock at 64 is again a point up. 

St. James's & Pall Mall ordinary at 81 and South Londons 
at 31 both show gains of à. South London preference rose to 
22s. 6d., South Metropolitan nreference to 93s. 9d., and the 
latter company's 4 per cent. debenture stock to 624. Chelsea 
ordinary are also half-a-crown higher at 58. Midland Electric 
ordinary shares at 14 are 1/16 to the good. 

Of the telegraph and telephone stocks, Anglo-American 
deferred at 234 show a gain of the fraction. The Eastern 
group 1з very firm. No changes in prices have occurred. 
Marconis at 24 are another 1/16 up. А sharp rise carried 


Canadian Marconis to 12s. 9d., on’ rumours that the company 
may be absorbed by the Radio Corporation. Radio Common, 
after giving way to 22s. 6d., recovered to 23s. 6d., and the 
preferred, which dropped to 145., are now 158. 3d. The im- 
tention of the Postmaster-General to increase the use of radio 
telephony has aroused considerable interest in the market, 
and people are looking round to see, if possible, which com- 
panies are likely to benetit from the giving out of work that 
will be required in connection with such expansion. Tele- 
graph Constructions at 26 are 5s. higher, and, on the yield 
Which they offer, seem to be fully-valued. Nevertheless, the 
demand for the shares is so persistent as to suggest that there 
may be something, at present not generally known, to make 
the shares worth the money. 

Calcutta Tramways ordinary shares at 44 and Rangoon 
Trams at 33 are both better. British Columbia Electric stocks 
have given way, the preferred and deferred being down 2 and 
4 respectively, to the common level of 714, although the 5 per 
cent. preference stock at 50 shows a gain of 24. Мехісап 
Light & Power Common, after its rise of last week, put on 
another 14 points. Brazilian Tractions have recovered a tritle 
after their drop, and the Anglo-Argentine Tramway group is 
steadv. Canadian General Electrics at 1034 show a small fal. 

Rubber shares are quiet and the market is listless, with a 
dull tone in consequence of the fall to 84d. per 1b. in the 
price of the produce. Amongst armaments, Vickers hardened 
a trifle in anticipation of the meeting held this week. The 
engineering list is steady. but the protracted dispute in the 
trade renders the public unwilling to take a hand in the 
market, while the dividend reductions on the part of some of 
ie big iron concerns have exercised a slightly depressing 
effect. 


SHARE LIST OF ELECTRICAL COMPANIES, 


Hoxm ErnzgorRIOITY COMPANIES, 
Dividend. Price 


^ —— Мау 9, Riseor Yield 
-— и. EE z^ fall. pe, 
rompton Ordin T ee oe — #8 0 0 
Charing Cross Ordinary - T 8 9 a — 740 
do. do. do. 43 Pref. oe 4% 43 a 6 43 
Chelsea .. as ae се ss 6 6 b +2 568 
City of London .. T e^ œ Uu 14 14 — 7146 
o. do. 6 per cent. Pref... 6 6 alic 4 1/6 5 6 В 
County ої London © АХ T 8 8 là — 6 8 
do. do. 6 per cent. Pref... 6 6 1 — 680 
Kensington Ordinary .. T wie 9 10 1 — 7160 
London Electrio.. Ss m se A 4 1 — 1 7 ^m 
do. do. 6 percent. Pref... 6 6 4$ | = 6939 
Metropolitan е » ee ee oe 1 3 — 6 16 1 
do. рет cent. Pref... 4 4 — 600 
Bt. James’ and al .. е, . 14 19 8+ + 151 
uth London .. Ба жар жө 7 q 84 +6 805 
South Metropolitan Pref, .. ae 7 7 là — 6 45 
Westminster Ordinary.. .. .. 10 10 % — 7191 
TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref. :. ео ов 6 6 108 — 5 if 6 
do. Ol. ee oe ee là 84/6 28} + à 1 6 
Chile Telephone ee өө ee 6 6 = 416 6 
Cuba Sub. Ord. .. vis s 55 7 7 — 8 4 8 
Eastern Extension ee eo өө 10 10 19 — 5 8 8 
Eastern Tel. Ord. as eo ee 10 10 194 = 6 31 
Globe Tel, and T, Ord. eo ee 10 10 1 — 5 8 8 
до. do. Pref. eo eo 6 6 11 — 6 1 | 
Great Northern Tel. .. ee - JA 94 81 — и 
Indo-Buropean .. eo ee өө 10 10 404 =й 685 
Marconi ee ee ee ee ee 25 16 24 + їз 6 0 || 
Oriental Telephone Ord. oe өө 13 12 42; + j *6 11 
United R. Plate Tel, oe өө eo B АА + vy э 1 6 
West India and Panama  .. ee Nil Nil bj. == Nil 
Western Telegraph ..  .. . 10 10 198 — % 3 4 
i Номи RAILS. 
Central London Ord, Assented .. 4 4 67 +1 519 6 
Metropolitan... е oe as 13 2} 45 +84 690 
о. District. . ae .. Nil 1 85 +1 3111 
Underground Electrio Ordinary .. Nil Nil 9i — # Nil 
do. йо. “К”. e.e Nil Nil 6/6 — 6d. Nil 
do. do. Income.. oo 3 4 714 —1 jil 
Forrian Trams, &о0, 
Anglo-Arg. Trams, First Pref, oe — 411 9 
do. do. 9nd Pref. ee wi r " — a n 6 
do. do. брег cent. Deb. 5 b 84 — 518 4 
Brasil Tractions T . oo МІ Nil 4o +à gu 
British Columbia Elec. Rly. Pfoe... 6 8с +23 66 8 
do. do. Preferred... Б à 98 7L —3 69 6 
do. do, Deferred .. B 124). 71 = | * 7 8 
do. do. Deb. um 4 Ф 78 — 538$ 
Mexico Trams. 6 per cent. Bonds... N N — = 
о. о. 6 per cent. Bonds.. МП Nil — ИП 
Mexican Light Common .. . Nil Nil 95 +2 wa 
do. Pret. ee ee ee Nil Nil 64 29, m 
MaAnorAOTURING OowPANIBS 
Babcook & Wilcox .. ... co 16 16 8 — £61! 
British Aluminium Ord, өө өө 10 10 н арры a 
British Insulated Ord, e оо 16 15 2 + 110% 
Callenders " NC EE ase 15 ц 9 - 1 , : 
3? L] эө өө өө 1 + % b 
Crompton Ота, өө ee өө ee 19% i 236 4- 6d. 8 17 10 
Edison-Bwan ee oe о өө 10 == 5J- — ax 
do. do. Брег coent, Deb. .. 5 6 64 +1 116 4 
Bleotrio Construction .. s». ee 10 10 1j = 807 
English Electric Wei dec c» JR 3B 18/9 Е { 5 { 
do. et... ee ee 6 6 á келк n 
Gen. Elec. Pret... өө өө ee 63 6% 99/9 +64. 6H § 
о, вое ee ee ee 10 10 33/8 == B 1 0 
Ho Pret өө S ee ea 16 18 9) -— i : : 
India-Rubber .. o , .. m 9 t6 л 
Met.-Viokers Pref, ce ee өө 8 8 А + i 6 8 ; 
Biemens Ord. se өө өө өө 10 10 ив = la | £ 6 
Telegraph Оо... .. о > 9 90 96 +i "nf 


* Dividends paid tree of Income Tax. 
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THE. IMPROVEMENT OF ELECTRIC LIGHTING PLANTS. 


By R. GILLESPIE WILLIAMS. - 


AMONG the many useful inventions of the last fifty years, 
none perhaps is of greater interest than the small electric 
lighting plant. These sets enable householders, who are 
isolated from an outside lighting supply of any descrip- 
tion, to have their own independent lighting system. 

Lighting plants at present may be divided into two 
classes: sets capable of taking also power and heating 
appliances,’ and those suitable for lighting alone, the 
latter class being by far in the majority, and generally 
taking the form of small automatic (or semi-automatic) 
lighting sets. 

In an article which recently appeared in the ELEC- 
TRICAL Review, the writer aimed to bring out the 
superiority of the oil engine and belt-driven dynamo, 
and to show that generally these are preferable. There 
is little doubt technically that this is the case, but in- 
tending purchasers do not always desire to spend so 
much money, especlallv for installations of from 20 to 
30 lights. 

For small installations, therefore, where lighting alone 
is required, the automatic or semi-automatic type plant 
is a very valuable asset, provided—and this is not al- 
wavs the case—that the plant 1s of sufficient capacity for 
the job. Unfortunately, owing to somewhat exaggerated 
claims in the advertising literature, several automatic 
sets have been installed where they should not have been, 
and the subsequent failure of these sets to operate satis- 
factorily has led to unfavourable opinions regarding 
them. 

A word may be said here regarding advertising litera- 
ture, for this does not always convey an accurate im- 
pression of actual output. The advertising literature 
should contain straightforward statements of construc- 
tion, design, and output, but it is wiser that detailed 
descriptions of the uses the set тау be put to, should be 
given small space and left to the contractor or engineer 
undertaking the job. Тһе instances in which plants 
. have been sent abroad and proved utter failures owing 
to misleading literature and inaccurate salesmanship 
statements are far too common, and the smaller sets in 
particular would be brought into better repute if less 


_ attention were given to the advantages, and more to the: 


capacity, of lighting sets. 

For some years it has been the wish of both engineers 
and the public to utilise lighting plants for other pur- 
| poses than lighting. especially for electric cooking and 
heating. For the time being it does not seem possible 
seriously to consider electric heating from lighting sets. 
but there is no reason why electric cooking should not 
he done. | 

A fair-sized electric cooking combination consumes a 
maximum of. say, 4,000 watts, which with a 100-volt 
installation means a current of 40 amperes. Assuming 
that the maximum loading is not continuously in use, a 
700-ampere-heur 100-volt accumulator battery would 
answer the purpose for both lighting (50-light installa- 
tion) and cooking. Now, the cost of this battery would 
he somewhere about £300, but for lighting alone, assum- 
ine the installation to be for 50 lights, an outlay of £110 
would cover the cost of the accumulators. It will thus 
he seen that the purchaser is called upon to expend 


nearly £200 on the additional batteries alone for the. 


privilege of electric cooking, which, together with an in- 
crease in the cost of the actual plant, makes the pro- 
position far too expensive to be generally taken up. 

The alternative to working from the battery is direct 
generating, and it will be found that in this direction 
alone is the solution of the problem. For one thing, in 
the case of the cooking installation just mentioned, the 
voltage could be 200 volts, reducing the current to 20 
amperes. It has generally been recognised that in such 
cases of direct generating, the most economical method is 
to run the lighting off а small accumulator battery. 


while supplying current for the cooking, &c., direct from 
the dynamo. | 

The present system has its disadvantages, inasmuch 
ав it is not very convenient to have to specially start up 
the engine to do a little cooking. It would be far more 
advantageous to design the engine to start up automati- 
cally when cooking is required. There is no particular 
difficulty in the way of this arrangement, except perhaps 
а little prejudice, the dynamo operated from the lighting 
battery providing an excellent self-starter for the engine. 

The fact has got to be faced that direct generating is 
going to play a very important part in lighting plant 
construction, and we may expect to see direct generating 
for lighting as well as power in the near future. 

It may be said that little would be lost by dispensing 
with the accumulator battery; indeed, the points in its 
favour may be summed up in a few words: its advantage 
lies in the fact that the supply is available at an instant’s 
notice, without the necessity of specially starting up the 
engine. 

Apart from this, it could be easily dispensed with; it 
is not necessary to remind those with experience in 
lighting-plant work that the accumulator set is respon- 
sible for most of the troubles encountered. Direct 
generating alone presents a satisfactory solution to the 
difficulties of practical output and low outlay. 

The prevalent notions that a direct generating plant 
must necessarily break down, or that the system cannot 
be satisfactorily put into practice, are merely opinions, 
and liable to contradiction by successful results. A 
successful engineer is usually conservative, and it is 
but natural therefore to encounter adverse criticisms of 
direct generating, but these are very seldom supported 
by actual personal experience, and are more often actu- 
ated by belief in accumulator charging and lack of desire 
to change the system. There is, however, a great need 
for a change of system, as will be seen by the case of the 
cooking installation just considered. 

With direct generating the primary difficulty is fuel 
consumption. To obtain economical results, the propor- 
tion of the fuel consumed to the number of lamps must 
be as nearly pro rata as possible. 

This side of the question, however, has been receiving 
much attention, and exhaustive experiments have been 
and are being carried out in connection with the subject. 
By the use of a tension governor, whereby the effort 
transmitted to the dynamo by the engine controls the 
feed valve, verv nearly pro rata results have been ob- 
tained, the proportions being fairly even above 10 per 
cent. of full load, and the highest efficiency at three- 
quarter full load. 

Fresh difficulties are also introduced into the design 
of the engine, and although the basis of design will 
remain the same, the engine—in the smaller sizes at 
least—will differ considerably from those employed in 
present-day practice for lighting plants. 

The engine in favour now for small-plant work is the 
single-cylinder, two-stroke engine, on account of its ex- 
treme simplicity. The importance also of a steady speed 
when direct coupled to a dynamo cannot be exaggerated, 
and the ordinary oil engine is therefore unsuitable for 
this work. | 

Other questions of importance are wear and tear and 
possibility of breakdown. The two-stroke engine is by 
far the simplest, and therefore less likely to break down 
by reason of faulty parts, but the wear and tear on the 
engine is greater. The fuel consumption also of the 
two-stroke engine is higher than that of a four-stroke 
engine of the same output. | 

All points considered, it seems far more satisfactory 
to use a four-stroke engine for direct generating, pro- 
vided that the design is such that an even and steady 
speed will һе obtained. | 2 
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The resistance of the tappets and valve gear is far 
more responsible for the somewhat uneven speed than 
the four-cycle operation, and provided therefore this 
point can be satisfactorily dealt with, the main difficulty 
is met. 

A new era has been reached in internal-combustion 
engine design in the last few months. The production 
of a four-cycle engine with no tappets or valve gear 
other than a cylindrical sleeve valve is tending to revolu- 
tionise design in this direction. This engine is almost 
ideal for direct generating. The cylinders are cooled 
by sucking a powerful draught of air through ports in 
the cylinder castings. The suction is created by the fly- 
wheel, which is shaped internally in the form of a fan. 
The absence of tappets and springs in the valve-gear 
enables a very steady speed to be maintained, and, for 

lighting plant work, the engine is adinirably adapted. 
What remaining scruples opponents to direct generating 
inay have should be dispelled by the use of this engine. 
It is claimed that it is almost impossible for it to break 
down, and consideration of its features tends to bear out 
this statement. 

A point that has not yet been mentioned is the ques- 
tion of expenditure. It is generally considered more 
expensive to manufacture an engine for direct generat- 
ing—but with the type of engine under consideration 
this does not seem to hold so true. within certain limits. 

To facilitate the production of an even and steady 
speed, two cvlinders may be used instead of one, but 
this tends to bring up the cost of the engine. Single- 
cylinder engines are used with success for direct generat- 
ing. and there seems to be no need to depart from this 
design, except for the perfecting of the svstem and the 
production of an improved and more scientific plant. 
But for cases in which low expenditure is the primary 
object, single-cylinder engines mav be successfully used. 

There seems to be no reason at all why a 1.5-kW, 100- 
volt direct generating plant of 3.5 h.p. should not be 
produced at the retail price of £150. Compared to a 
battery charging plant of the same output and voltage, 
retailing at £260, the commercial possibilities of direct 
generating may be seen. 

In the majority of cases where an electric lighting set 
is installed, the purchasers desire to use electrical appli- 
ances far bevond the capacity of their plants. A num- 
ber of inquiries which result in disappointment to the 
inquirer are caused through a keen appreciation of the 


many advantages electricity has to offer, and a per- 
sonal desire to experience them. Electric cooking is 
often wanted, but it does not require much diplomacy 
oh the part of a salesman to induce an inquirer to re- 
main contented with a coal fire as far as heating is cou- 
cerned. 

Where electric cooking begins to be considered it will 
be seen that the higher the voltage the better, and here 
it is that the accumulator charging plant begins to fail. 
A pressure of 200 volts is perfectly practical with direct 
generating, but not so very practical with accumulators. 

The adoption of 110 volts, as at present with large 
lighting plants, means that the cost of wiring is heavy, 
and particularly with electric cooking when 4,000-watt 
loads begin to be considered. It is better to employ 
200 volts. | | 

Trade begets trade, and the installation of 3 to 4-kW 
plants where at present 1.5-kW plants are being used, 
will not only liven up the whole electrical trade, but in- 
crease the demand for lighting plants themselves. 

It would be, of course, advisable, in the event of a 
plant of some 8 or 10 h.p. capacity being installed, to 
run the lighting supply off a small accumulator battery 
of low voltage. specially installed for that purpose, as 
the percentage of the lighting load compared to the total 
load would be so small that economical results would not 
be obtainable. ` 

The automatic control gear is not such a complicated 
matter as at first appears the case. All that is require: 
of it is, as soon as a circuit is closed, to start up the 
dynamo as a motor, and, when the engine ie firing and 
running steadily, convert it back to a dynamo. 

Solenoid and contactor switches operated electrically 
from the starting battery, and controlled by such factor: 
аз engine speed and generator output, will enable а fool- 
proof system of control gear to be obtained, 

It should be remembered in considering fuel consump- i 
tion that the loss of 30 per cent. of current experience! ` 
in battery-charging 15 not experienced with direct 
generating, and this saving will more than offset any 
small fluctuations in the engine's fuel consumption. 

There are many possible svstems of design. but tle 
writer is not urging, nor does he believe in, what шау 
be termed ''freak " mechanisms, but only mechanisn 
of a straightforward and practical nature, which mar 
be rendered reasonably immune from breakdown by 
sound workmanship and principle. 


GERMAN COMPETITION 


Or the many British products that formerly had a profitable 
sule.in Italy only four are at present likely to find. buyers. 
Such is the opinion expressed. by the British Commerctal 
Secretary at Rome (Mr. Henderson). The four m question 
are textile machinery, tinplate machinery, machinery accea- 
series such as belting, and English cloth. Thus three of the 
four are of interest to the engineer. The rate of exchange 
between the lira, on the one side, and sterling or the mark 
on the other, helps German competition and constitutes a 
serious drawback to British trade. 

It may be that Germany 15 losing some of the advantages 
In export trade, which she has enjoyed owing to the deprecia- 
tion of the mark. But, even if that proves to be the case, 
the low exchange value of the lira compared with sterling 
will remain a serious obstacle to our commercial activities. 
Although there is a strong movement in Italy to prevent 
the purchase of German material, the Commercial Secretary 
considers 16 highly improbable that the Italian Government 
will introduce any legislation against low-exchange dumping. 
The anti-German sentiment has been effective in stopping the 
purchase of certain railway plant in Berlin, but there is still 
a possibility that Germany will be allowed to undertake 
certain. public works by way of reparations. 

On the subject of German imports. Mr. Henderson says, 
during the first half of 102] the volume of trade between 
Italy and Germany was practically the same as between Italy 
and France. Germany thus took the third place along with 
France among the countries with whom Italy trades, as com- 
pared with sixth place in the corresponding period of the 
previous vear. Moreover, the volume of German trade was 
three-quarters that of Great Britain, as compared with one- 
quarter in 1920. Although her trade has thus largely increased, 


[М ITALY. 


there is no evidence that Germany has, as yet, regained any- 
thing approaching to the dominating position which she рге 
viously held with regard to industrial and commercial enter 
prises in Italy. There is no reluctance to purchase Germa 
goods, but there 15 a strong feeling against anything which 
might tend to reduce Italy to the state of economic depend- 
ence in Which she used to be. This was shown in the waw 
of popular indignation excited by the publication of what 
purported to be a despatch written by the German Commer- 
cial Attaché, in which he was said to have set forth the 
various methods by which Italy could be again brought mt- 
dependence on Germany. | 


America is in the same position ав Gree! 
Britain in respect of the handicap impos 
by the appreciation of her currency, 3 
her trade with Italy cannot but be affected 
һу the falling off in Italian exports which will take piace 
if and when the new American tariff comes into force. There 
have been rumours of various activities including * 
plan for sending semi-manufactured articles from Amena 
to be made up in Italy, but no scheme of ths 
nature has so far been made public. The danger that America 
would replace Great Britain as the principal source of Italy“ 
coal supplies, appears less than it did a year ago. Thr 
quality of English coal is preferred, and the extra freight — 
makes it difficult for the American product to compete ©; 
an economic. basis. 

The report describes the struggles which the metal indust” 
has undergone in endeavouring to maintain the posal , 
which it reached during the war. The manufacture of (#* J 
iron is a problem due to the need to import raw materi 


Waning U.S. 
Competition. 


especially coal. Similar difficulties in connection with # , 
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manufacture have induced producers to limit the production 
of ingots and to concentrate on the rolling mills and forges 
where coal can be replaced by electric energy. 

Much attention continues to be devoted to the develop- 
ment of hydro-electric power for railways and industry. The 
position with regard to railway electrification has been 
described recently in the pages of the REVIEW. 


As to water power, in 1915 there were 329 
establishments of over 300 h.p., which de- 
veloped a total force of 932,000 h.p. In 1920 
there were 383 similar establishments developing 1,152,120 h.p., 
and 54 (359,210 h.p.) were under construction. There were also 
300 establishments of under 300 h.p., representing a total force 
of 300,000 h.p. In addition to the above there are several large 
{hemes in hand which will not be completed for some time. 
These include the artificial lakes in the valleys of the Reno 
and the Imentra, in the Bologna district, which will be used 
in connection with the electrification of the trans-Appenine 
railway between Emilia and Tuscany: similar work in the 
Abruzzi: the Silani lakes in Calabria, and the Tirso lakes 
in Sardinia. These schemes are calculated to produce 700,000 


Water Power. 


р. 

The artificial lake at Tirso, it is said, will have a capacity 
of 416 million cubic metres, and will be the largest in Europe, 
and the third largest in the world. 

The progress made during 1920-291 on the hydro-electric 
power stations for use in connection. with various railway 
lines 18 as follows :— 

Тһе Melezet was completed. The work on the Bardonec- 
chia station which uses the water power of the Rochesmolles 
was brought to an advanced stage. A start was made or 
the central station of Saviana and Costrola on the Reno and 
Linrentra near Bagni della Poretta. and also on the station 
on the Sagittario near Anversa Scanno. 


The Government has been authorised 
to expebd 150 million lire оп telegraphs 
and telephones, the expenditure to be spread 
. over four years. The 
gramme as regards telephones 18 :—(1) 
The completion of the automatic exchanges in the prin- 
cipal towns: (9) the laying of new lines to carrv the in- 
creased traffic; (3) the connection of 409 important towns 
with the trunk lines; (4) the re-establishment of direct tele- 
phone communication with the principal cities in Central 
Europe; (5) the improvement of audibilitv. between the ex- 
tremities of Ttaly; (6) the completion of the laving of trunk 
line cables between Milan, Genoa and Turin; (7) the erection 
of wireless stations. 


Telephone and 
Telegraph 
Work. 


INDUCTION TYPE SYNCHRONOUS MOTORS. 


DISCUSSION AT EDINBURGH. 


At з meeting of the SCOTTISH CENTRE of the INSTITUTION OF 
ELECTRICAL ENGINEERS, Mr. L. H. A. Cann read his paper on 
the above subject (an abstract of which appeared in our issue 
of January 6th), and in the course of the subsequent discus- 
sion 

Mr. C. W. MARSHALL said he understood that it was a fairlv 
common Continental practice to supply the rotors of induc- 
tion motors of the ordinary type with direct current in order 
to improve power factor. but no details of the methods em- 
ploved had been disclosed. 

MR. A. E. McCorr thought that one of the principal 
reasons why they should consider synchronous plant, or 
tvpes of induction motors which had the characteristics of 
synchronous plant, was the extremely low power factor 
Which had to be tolerated nowadavs. With district supply 
authorities the territorial ramifications would be such as to 
preclude the possibility of giving secondary distribution bv 
means of direct current, and adherence to a.c. supply usually 
involved the power authority in all the losses consequent on 
low power factor. The chief offender was the comparatively 
small induction motor where the ratio of actual mechanical 
load to the rated output was small. He saw no hope in that 
ease of the synchronous induction motor displacing the 
ordinary induction motor, as it became difficult to justify 
the difference in cost in the smaller sizes, and the static con- 
denser would, on 50-cvcle circuits, successfully meet the 
competition of the synchronous induction motor. This new 
tvpe, however, had an assured future. particularly in 
its application to loads of an intermittent nature. In en- 
denvouring to better the power factor of the supply 
authorities’ mains. any proposition involving additional ont- 
av was very coldiv received. Until the difference in cost 
hetween an ordinary induction motor and the proposition 
the author made was lessened, it would he difficult to secure 
the adoption of that tyne of motor. However, when the 
adoption of tariffs involving power-factor rebates and penal. 
ties became uniform throughout the country, the author would 
hecome busy. | 
‚ Мк. D. S. Bappetry would have liked to hear more of prac- 
tical results. He explained that with a 3-phase winding on 


immediate pro- 


. Uses. 


the rotor, when running as & synchronous motor, the phases 
were unbalanced electrically. The Oerlikon Co. appeared to 
have seen that objection, and took out patents for sectionalis- 
ing the windings. What was the effect on the exciter 
system with that type of synchronous motor? It appeared 
that in changing over a heavy shock was thrown on the exci- 
tation system momentarily. The maximum voltage at the 
moment of starting (2,000 volts) appeared to be dangerous 
when unskilled labour was employed. А synchronous motor 
manufactured by Messrs. Crompton & Co., Ltd., employed a 
2-phase rotor winding with the exciter permanently in 
circuit. That type appeared to be greatly simplified in its 
starting gear, starting up as an ordinary induction motor and 
pulling into synchronism automatically without the employ- 
ment of anv change-over switches, &e. — Also, the liquid 
starter and the exciter circuits were ''earthed," eliminating 
any danger from the momentarily high voltage at starting. 

Mn. J. Е. Nrenson wished the synchronous induction motor 
had come before his notice at a very much earlier date, and 
thought the author might have said more about how the 
costs of supply could be cheapened. 

Mn. С. AtstiIn pointed out, with regard to the motors 
which were installed in Dundee, that they were on the 3-phase 
principle, and designed on very liberal lines, with very good 
clearances between the rotor and stator. Two of the machines 
were of 300 h.p. capacity, and they worked excellently. Not 
only so, but they actually started and stopped, hour in, hour 
out, during the day, automatically. The reason for adopting 
svnchronous induction motors for air compressor driving, 
which called for starting and stopping every now and then, 
was that the power factor at starting was very low. The 
largest machine at Dundee was of 650 h.p., supplied. at 
high voltage switched on direct, and gave no trouble what- 
ever through high voltage at starting. ‘The ciremt resistances 
were never broken, but the contactors were switched on in 
rotation, and then when the moment of synchronising came 
the contactors were all tripped out in series and the exciter ` 
switched on with the resistance in parallel with it, but the 


: extra voltage was about 30 volts, and the whole resistance in 


parallel with the starter was comparatively high, so that 
there was onlv about ‘one per cent. of the starting current 
passing through its windings, which was negligible. In any 
ease, it would only be momentary, and with the gear enclosed 
there was really no danger. 

Mr. Н. A. McGrrri was interested from the point of view 
of the consumer, and spoke of power-factor improvement by 
means of the static condenser. Probably he was biased in 
favour of it. being one of the first to make use of it, and 
the resulta obtained had been entirelv satisfactory for fifteen 
vears. He would never again consider synchronous motors 
if static condensers could be used. Points in favour of the 
static condenser were absence of trouble and simplicity of 
aperation: it should be considered by engineers more than 
it had been in this country. 

Mn. W. J. Coorer was of the opinion that there was a 
very great field for svnchronous motors, particularly in the 
coal areas. It should be quite possible to co-ordinate the 
operations of ventilating and pumping in such а way that it 
would be possible to use large synchronous motors, but if . 
consumers were to be encouraged to do that, power companies 
would require to find some wav of giving rebates for leading 
power factor, and where large capital expenditure was neces- 
sary same system of special treatment would require to be 
devised. | i 

Mn. L. T. A. Cann could only say in reply to the remarke 
as to the superiority of static condensers, that in cases which 
‘he had personally worked out the synehrenous induction 
motor was cheaper to install than the combination of an 
ordinary induction motor and static condenser. The 
difficulty of getting consumers to install power-factor correct- 
ing devices, because of their capital cost, Mr. Carr thought, 
was entirely a. question of the tariff. The extra capital cost for 
the svnehronous induction motor was of the order of 25 to 40 
per cent., which was probably on the high side, as he did not 
wish to be accused of exaggerating the merits of the 
machine. Mr. Carr did not share Mr. Baddelev'a good 
opinion of the Oerlikon patents, and stated that motora built 
on that svstem showed extremely bad balance, especially at 
starting; the gain on ordinary loads was not great. 
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Electric Meter Film.—The new motion-picture film, ‘* The 
Story of an Electric Meter," produced under the direction of 


‘the U.S. Department of Commerce in co-operaticu with the 


Sangamo Electric Co., of Springfield, Ill, was expected to 
be ready for distribution bv the Department of Commerce 
on April Ist. The film shows, in a graphic way, the steps 
in the manufacture of an electric meter, as well as its many 
A feature of the film will be the animated drawings 
showing complete operation of the meter itself. This is the 
first film to be produced under the direction of the U.S.. De- 
partment of Commerce, in co-operation with. American in- 
dustries, for the purpose of promoting foreign trade abroad 
and for educational uses throughout the United States. I$ 
will be given the widest possible circulation by the Govern- 


: ment.— Commerce Reports. 
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PROTECTIVE APPARATUS FOR TURBO-GENERATORS,. 


By dis А. KUYSER, M.I. B.E. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THE paper deals briefly with the causes of breakdowns in 
turbo-alternators, particularly in the stator winding, and dis- 
cusses means of limiting damage when they do occur. In this 
connection, to avoid the serious objection to wet- and dry-air 
filters, an air-cooling system has been developed and so 
arranged that the air-circulating system is completely closed 
on itself; thus, the only dirt that can be deposited in the ma- 
chine is that contained in the original volume of air which 
fills the air-circulating system, and this amount is entirely 
negligible. Fig. 1 shows a sectional arrangement of a 
generator and air-cooler. 

The advantages and disadvantages of some of the systems 
of alternator protection at present in use are pointed out, 
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Ес. 1.—A New AIR-COOLING SYSTEM. 


particularly as regards protection against faults between turns 
of the same phase winding. The cost of rewinding a 5,000-k W 
stator is of the order of £1,500, and the loss due to an inter- 
ruption of several months in the supply may be many times 
that amount. `The cost of complete protective gear as outlined 
in the paper, including an automatic field switch, is of the 
order of a few hundred pounds, and, therefore, insignificant 
compared with its value as an insurartce against loss. 

‚ A new proposal (by the author and Mr. J. R. ex for a 
protective gear which will operate for all possible faults, in- 
cluding faults between turns, is illustrated in fig. 2. The 
protected generator А, B, С, D is provided with tappings Е, F, G 
from the mid-point of each phase. Reactance coils (or poten- 
tial transformers) are connected in parallel with each phase 
and also provided with mid-point tappings M, N, о. Tbe mid- 
point of the generator and that of the reactance colls are con- 
nected together. Current transformers are inserted in the mid- 
poni connections and their secondaries are connected. to the 
relays. 
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. Fia. 9,.—METHOD OF 
CONNECTING POTENTIAL . 
. TRANSFORMERS. 


When the machine is in normal operation the interconnected 
points of generator and resistance are at the same potential 
and no current will flow in the mid-point connections. If a 
fault occurs between turns, for example between points K and 
L ip 2) the number of active turns between points A and E 
will be reduced and at the same time the flux will be weakened 
by the demagnetising action of the fault currents. Both 
actions wil! reduce the voltage between a and E and, to a 
emaller extent, the voltage in ED. The voltages in АЕ and DE 
will therefore be different, whereas the voltage of HM and MP 
will remain equal, being generated by the same flux. A cur- 
rent will therefore flow in the mid-point connection EM. The 
voltage and current induced in the mid-point connection ia 


Section throagh coolcr chamber 4 __ 
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Fic. 4.—INTERNAL PROTECTION 


used to operate a tripping relay (by means of a transformer). 
The unbalancing of the voltages in the phase halves or the 
shifting of the mid-point in the generator phase winding occurs 
not only on a fault between turns but also when a fault occurs 
to earth or between phases. For example. a fault to earth at 
K (fig. 2) will circulate a large current in KD which will reduce 
the voltage of DE to a greater extent than the voltage of АЕ. 
The same will be the case for a fault from K to any point of 
the other two phases. 4 | 

The system will therefore deal with апу fault in the gene- 
rator winding, including faults between turns, and will give 
more complete protection than has hitherto been obtainable. 
A fault outside the generator (in the cables leading from the 
generator) will not cause unbalancing, 
and the generator leads would therefore 
not be protected. To include the leads 
in the protection, the cables can be pro- 
vided with a conducting shield sur. 
rounding the central core and insulated 
for half the phase voltage from the core 
and from the armour. is shield is 
connected to the mid-point at the 
generator end. Тһе reactance coils in 
this case are located at the switchboard 
and their mid-points connected to the 
shield. A fault from one of the cores to 
earth must be preceded by a fault from 
the core to the shield which forms the 
mid-point connection, and such a fault 
will operate the gear. 

The generator winding has in this sys- 
tem to be provided with three tapping: 
insulated for 50 per cent. of the gene 
rator voltage, and three terminals for 
the mid-point connections, which nor- 
nally carry no current and can be of very 
small section. It is not necessary to 
bring out the 6-phase leads as in other 
systems; the star point can be made in 
the stator winding and the generator therefore requires only 
four main leads and three small pilot leads. 

Instead of installing separate reactance coils the potentis 
transformers which are usually required in connection with 
the voltmeters and wattmeters can be provided with tappings 
and used for the protective gear. A convenient arrangement [Н 
shown in fig. 3. Two potential transformers are required per 
phase, the secondaries of which are connected in opposition 
in series with the relay. Special secondary windings are pro 
vided for the instruments. As regards the sensitivity and the 
operation for faults to earth near the star point, this gear і 
similar to the self-balancing gear in so far as no operation 15 
tc be feared for heavy overioads and the relays can be set to 
their maximum sensitivity. The limitation for dealing with 
these faults is therefore determined only by the sensitivity oí 
the relays, the impedance of the reactance coils. and the 
amount of resistance between the neutral point and earth. 

_ A simplification can be made in the case of a generator where 
the phases are wound in two parallel circuits (fig. 4). In this 
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Fic. 5.— МІр-РОІХТ 
PROTECTIVE GEAR FOR TWO 
ALTERNATORS IN PARALLEL. 


FOR А.С. APPARATUS CONNECTED 
IN TWO PARALLEL CIRCUITS. 


case the mid-points of the two parallel windings can be inter 
connected over the transformer which operates the relay. 
This system is very limited in its application. 

Fig. 5 shows an application of the mid-point protective ge 
for two a.c. generators running in parallel. This arrangement 
has the disadvantage that two machines are tripped out when 
a fault occurs. The sound machine would, however, be imme 
diately ready for synchronising. The great advantage of the 
arrangement is that extremely little gear is required, i.c, only 
three current transformers and relays for each par oÍ 
generators. | ; 

A complete generator protective equipment should include 
an automatic field switch to interrupt the field circuit nme 
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^ ances as possible. 
- particularly in the case of large machines, would fail to extin- 


x air circulation can 
. not in operation, thus preventing condensation of humidity 


т cation should remove all moisture. 
« Steam cannot rise above 100 deg. C. after expansion through 


. the inlet valve during normal operation. 
- tooperate the steam valves automatically from the Merz-Price 
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diately the fault occurs. This field switch, so far as the pro- 
tection of the generator is concerned, is as important as, if 
not more important than, the main switch. 2. 

The phenomena occurring when the field circuit 1s opened 
have been investigated, and it is shown that it 18 possible to 
open the main field circuit without the use of any discharge 
resistance. Different methods at present in use to open the 
main, or exciter, field unnecessarily prolong the discharge of 
the field and the destructive effect of the fault currents. It 
is, therefore, recommended that a simple circuit breaker with- 
out any discharge resistance, and operated directly by the 
fault-current relays, be provided in the main field circuit, 
fig. 6, although there would not be much to choose between 
tripping the switch as indicated above, or by means of an 
auxiliary switch on the main a.c. circuit breaker, or by the 
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Fic. 6.—MxTHoD or TRIPPING AUTO-FIELD SWITCH. 


combination of both methods, if the main breaker is very 
quick-acting and is periodically tested to eliminate all possi- 
bility of '' sticking.” mue 

If serious damage is to be prevented, fire extinguishing must 
be done immediately after the accident and preferably auto- 


- matically by the action of the fault-current relays, and an 
^ extinguisher must be used which will not ruin the insulation. 


It is sound practice to provide air dampers in the air inlet and 
outlet, which are automatically closed by means of solenoids 


= energised from the protective relays. 


Fig. 7 shows the arrangement adopted for a 15,000-kW set. 
A point which requires attention on these dampers is the leak- 


- age, as the volume of air normally circulating is so large that 
* even a small part of it is sufficient to sustain a fire which has 
: been well started. As soon as the dampers are closed the an 
. pressure generated by the fans rises considerably. 


The 
dampers must therefore be made to fit well; also the generator 
casing and end guards should be designed for as small clear- 
It is highly probable that many air dampers, 


guish a fire on account of excessive leakage. 
Another advantage of dampers in the air ducts is that the 
positively stopped while the generator is 


due to the natural draught in the building. Such condensa- 
tion may also take place when a cold machine is started up 
and the air temperature is above the temperature of the ma- 
chine. When this conditidn occurs it is advisable to leave the 
dampers closed until the generator has attained a temperature 
above that of the cooling air. In addition to the use of air 
dampers, the provision of pipes inside the end bells, through 
which steam may be turned upon the windings, is being em- 
ploved, more particularly on the Continent and in the United 
States, and seems to give good results. 

The author is of opinion that a system of steam pipes can 
be recommended. The only doubtful point is the influence of 
the hot steam on the insulation. It is not likely that the con- 
densed steam can penetrate very far into the interior of the 
insulated windings, and a thorough drying-out after the appli- 
The temperature of the 


the nozzles, and therefore cannot harm the insulation. Ar- 
rangements should be made to prevent any steam leaking past 
It is not advisable 


relavs. It would be possible to install thermo-electric relays 
in the generator to operate the valves; however, there is still 
a possibility that the steam jets may be operated by an acci- 
dental closing of the relays. Steam is likely to do less damage 
to the generator than is water. The difficulties of extinguish- 
ing fire are practically eliminated when the circulating system 
bustion is limited. Damage due to the electric arc would, 
however, continue until the field was '' killed," and the gene- 
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rator disconnected from other running machines. 


is used, as the amount of air available for sustaining the com- ` 


The possibility of preventing extensive d e in the event 
of a fault occurring in a generator winding depends largely 
upon the speed with which the main circui& breaker can be 
opened, and the voltage reduced at the generator terminals. 

A complete protective system for a turbo-generator set would 
consist of the following: Balanced protective gear; inlet and 
outlet air dampers; automatic cut-off valve on turbine, and 
vacuum breaker on condenser; main circuit breaker and field 
switch; steam pipes inside the end bells. All, with the excep- 
tion of the steam supply to the end bells, could, without risk 
to the plant, be made to operate automatically upon the occur- 
rence of a fault in the generator. It is questionable whether 
the complete protective system outlined above 1s necessary, as 
a fire can usually be prevented if the main field is " killed "' 
instantaneously. ; 
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Discussion In LONDON. 


The paper was read and discussed in London on April 27th.. 

The Presipent (Mr. J. S. Highfield) suggested that it 
would be useful in such papers to be told the value of the - 
apparatus which the protective device had to protect. There 
was the possibility of a frightful amount of damage, loss, 
and annoyance on account of the lack of an effective protec- 
tive gear. 

Dr. S. PARKER Өмїтн had no sympathy with the paper on 
general lines, because it ought to be possible to design 
machines in such a way that they did not require protection 
against external faults, It ought to be possible to ** short ” the 
terminals without injuring the machine, and unless that 
could be done they could not say they had reached the stage 
of perfection towards which they were undoubtedly moving. 
In the better mechanical design of alternators was involved 
the question of what they were prepared to pay for greater 
reliability, and the same applied to protection against in- 
ternal faults; a great deal could be done to prevent the de- 
struction of machines through faults occurring, by paying 
greater attention to the mechanical details. He had not very 
much fajth in the proposal mentioned in the paper of breaking 
the field quickly, as cutting off the field current did not 
destroy the field, and it was the existence of the field that 
would cause the damage once the short-circuit had started. 
It was the wrong policy to rely on cutting off the field current 
as sufficient protection until there was more evidence of the 
time taken by the flux to die away. | 

Мазок KENELM EpGccMBE said the most interesting point. 
to him was the smallness of the voltage when the field was 
broken, and the author seemed to think he had done his job 
when he had reduced the current to zero. That, however, 
was not really so, and what he wanted to know was the 
amount of heat which the flux remaining in the alternator 
after the field current had been broken, would generate. 

Mr. H. W. CLOTHIER said that notwithstanding what had 
been said by Dr. Parker Smith, the evidence in the paper- was 
so convincing that users could not afford to ignore the study 
of automatic protective devices. At the same time he con- 
tended that no serious case had been proved against the 15- 
vear-old Merz-Price balance system, or the five-year-old self- 


Fia. 7.—GENERATOR COOLING-AIR DAMPER. 


balance system, although he agreed that the author's new 
mid-point, or between turns, system should be given a trial. 
His company had equipped а machine on that method, which 
was shortly to be subjected to a series of short-circuits. Тһе. 
objections to the system, in his opinion, were the potential 
apparatus, the extra tapping an the stator coils, and the 
absence of protection for the alternator terminals. All those, 
however, could be got over satisfactorily by careful design of 
the detailed parts. The author's proposal to screen the ter- 
minals and cable by a mid-point connection to the switch- 
board mainly depended for its success on a good design of. 
terminal box mounted on the alternator frame, which would 
combine the high-pressure and mid-point screen conductors, 
preferably compound filled. There was an alternative, if objec- 
tion was made on account of the special cable involved, 


and that would be to use a balanced leakage protection in 


‘ 
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addition to the mid-point protection system, consisting of a 
set of three current transformers mounted on the switchboard 
and balanced through a pilot wire with a single transformer 
of the " bar type threaded over the neutral conductor of 
the alternator. ‘There was room for the alternator and the 
switchgear builders to co-operate. 

Mr. A. D. SLOAN agreed with Prof. Parker Smith that pro- 
tective devices were only temporary expedients. 

Mr. Н. Braziu was staggered by the number of potential 
transformers in the author's new system of protection. ‘Ihev 
were things which users of large generating sets were always 
trying to avoid, and constituted a very grave objection to the 
system. It was necessary to get back to simplicity. 


Mr. L. M. JockEL said that the author's system was very 


complicated when looked at from the operating engineer's 
standpoint, and he doubted whether many operating engi- 
neers would care to tackle it until it had been further tested 
in practice. He did not think many operating engineers 
would countenance a system such as that shown in the 
author’s fig. 6, as it seemed to him to be totally bad from 
the reliability point of view, and it also had several other 
disadvantages of a theoretical nature. llis experience had 
been that the less potential apparatus they had in the station 
ihe safer he felt and, generally, he held the view that there 
was too much tendency to place the onus on the apparatus 
and lessen the responsibility of the personal element. Finally, 
Mr. Jockel suggested the possibility of using indicating lamps 
in connection with the air washer dampers, and carbon di- 


oxide gas for injection into the ventilating system instead of. 


air. | 
Мг. L. ANDREWS said that it was necessary for the genera- 
tor and switchgear makers to work in parallel with the object 
of tackling the question as one engineering proposition. 

Mr. E. T. \\пллАМ5 urged designers to look at the matter 
more from the operator's point of view than was usually the 
case. His experience was that the troubles involved by the 
protective apparatus were greater than the troubles they 
were put in to prevent. Greater reliability. of the main 
plant was required, and he would think twice before he advo- 
cated anything of the nature suggested by the author's new 
system for the protection of an alternator. | 

Owing to the lateness of the hour the author intimated his 
intention of giving his full reply in writing. 


-———À . 


DISCUSSION AT NEWCASTLE. 


AT the NORTH-EASTERN CENTRE of the INSTITUTION OF ELEC- 
TRICAL ENGINEERS Mr. J. A. Kuyser read his paper on March 
2ith, and during the discussion that followed 

Mr: C. H. DavipsoN congratulated the author on beng 
privileged to publish the results of the work he had been 
engaged on for the last eighteen months. ‘The curves shown 
confirmed what had been deduced from theory. ‘The great 
need was for the opening of the neutral switch, for if that 
were done automatically by the protective arrangements it 
would prevent serious burning of the core when faults to 
earth occurred. In dealing with the closed-air-circuit system 
the author referred to the difficulty occasioned by the bring- 
ing in of moisture by leakage air, but if the ducts were all 
inside the engine-roon Mr. Davidson could not understand 
why much moisture should be deposited. Concerning the 
application of mid-point protective gear to two alternators, 
the disadvantage of that particular arrangement was that two 
machines would be tripped in case of a fault, and it would 
probably take some time to discover which of the two was 
the faulty alternator. Recently it took the best part of a day 
to find out why a machine had tripped, and the breakdown 
was only discovered when the rotor was taken out. It 
appeared as if in the arrangements described by the author 
a device should be incorporated to indicate the faulty machine. 
The curves which showed what happened when a field was 
broken confirmed the speaker's view that the fields of modern 
high-speed machines could not be killed instantaneously. The 
object of breaking the field without a discharge resistance 
was to reduce the a.c. voltage as quicklv as possible, and it 
was obvious that to enable this to be done the minimum 
amount of damping should be allowed in tlie rotor. consistent 
with limiting the voltage rise in the field windings to a 
reasonable figure. Why should there be any advantage in 
tripping the auto-field switch direct from the fault-current 
relays rather than from an auxiliary switch on the main a.c. 
breakers? 
stick, and if it did he failed to see what advantage would be 
gained by opening the field breaker alone. 

Mr. H. W. CrLoTHIER said the author had remarked that dur- 
ing the past two or three years advances had been made in the 
protection of turbo-generators, but he asked whether the 
position was not rather that in the past the persons respon- 
sible for the protection of alternators had not properly appre- 
ciated the need for the use of such protective gear, but were 
just awakening to the fact in the period the author named? 
As a matter of fact such systems had been used, and hed 
been open for use. for almost fifteen vears. The use of a field 
switch in the exciter cireuit was not sufficient to eut out the 
amount of damage. — [Insurance companies would be very 
much interested in the paper. About four years ago mid- 


It was almost unknown for a modern switch to’ 


point protection was first mentioned to him ae а possibility, 
and they went on with a view of taking out specifications, 
but found that Mr. Kuyser had anticipated them by about 
two months. The term "' mid-point ” could be more properly 
described as '" between-turn " protection; actually it might 
not be " mid-point,” it was a balance between two parts of 
the alternator winding. Some objection might be made to 
the svstem because it meant bringing out another point in 
the alternator winding. 

Mr. J. Rosen referred to the statement that breakdowns 
had not been traced to excessive temperature rises, and said 
his experience was, and he would say it most definitely, that 
excessive temperature rises, no matter what the material, 
had caused a large number of breakdowns, and they could 
take it that the higher the temperature rise was the shorter 
would be the life of the alternator, but sometimes they 
found it impossible to trace the cause of the trouble because 
the whole thing was completely burned out. As to the en- 
closed system of ventilation, they had a cooler in use fcr 
three of four years which gave entire satisfaction. He would 
like to see greater care taken to prevent breakdowns rather 
than to limit the damage. 

Mr. G. L. Porter thought protection between the turns 
Was an excellent thing. The alternator was the only thin; 
thev had that was liable to break down between the turns, for 
transformers failed very seldom. 

Mr. J. W. TowNrLEY referred to temperature rise, and said 
the author's observations were contrary to his (the speaker's) 
experlence in most cases. In some cases inachines would 
run for a long time at a high temperature, but then thev 
failed perhaps through the deterioration of the insulation, 
and broke down between the turns. If they exceeded a cer- 
tain temperature they had to be prepared for a relatively 
short life. The use of delicate protecting devices appealed to 
one in different ways depending on the size of the station. 
A defect in some of the complicated protective gear might 
cause a shut-down. which would have been avoided if they 
had not had the gear. The enclosed. system of ventilatioi 
and air-cooling had been done very successfully, and the 
troubles were obvious. — They had adopted another system 
which they had found very satisfactory, viz., the use of cocar- 
nut matting for filters, and they found that after running a 
5,000-kW alternator regularly for two years the amount of 
dirt that had not been removed was quite within what might 
be called reasonable limits, and was insufficient to cause 
trouble. , 


The author replied bretly to the points raised. 


DISCUSSION AT LEEDS. 


Ат the NORTH MIDLAND CENTRE of the INSTITUTION OF Etc- 
TRICAL ENGINEERS, on March 25th, Mr. Spurr (Bradford) pre- 
sided over a good attendance when Mr. J. A. Kuyser read his 
paper. 

In opening the discussion the CHAIRMAN said that as far 
as they were concerned in Bradford all their alternators were 
protected on the system shown in the paper as the Merz. 
Price current balance. It was quite evident, from the oscil- 
lograph records which had been exhibited, that they could 
do away with the full breaking resistance. It seemed quite 
possible that it was taking up their time, and there was no 
doubt they should be able to have the fault current done 
away with altogether. The mid-point protective gear 
appeared to be a little complicated. Temperature had been 
the cause of some failures. With regard to the protection ot 
a 3-phase generator by the Merz-Price (balanced-current) 
system, if there was anything wrong with the gear they 
could not use the machine; in that way it was self.protec- 
tive. They had to get the fault cleared, or cut out—one of 
its great points which he had not seen mentioned. With 
regard to fire protection, а point worthy of attention was 
that they got a lot of dirt on the windings, even througb 
air filters. It was some people's practice to remove the end 
covers and spray the windings with paint or varnish to keep 
a good surface. With regard to static discharge, the recom- 
mendation that the stator be entirely recleaned aud var- 
nished was а complete cure. In Bradford they had steam 
jets on the large machines for fire protection. If they could 
turn on the steam at the same time as they tripped the oil 
switeh they might have some effective result. 

Mr. Carter observed that he had experienced the failure 
of the field of a 1,500-kW 160-r.p.m. Westinghouse 25-cycle 
alternator running in parallel with 10,000 kW of plant— 
two turbines and seven smaller machines. Rather to their 
surprise nothing happened. ‘The machine ran on in parallel, 
and after perhaps 15 or 20 seconds the field switch was адаш 
closed. It kept up the load, and everything went steadily. 
In another case probably 10,000 kW of alternating-current. 
25-cycle plant, and somewhere in the neighbourhood of 5.01! 
kW of direct-current plant was running, the two were tied 
together without any trip gear with the exception of alleged 
failing-feed trips on the alternators and reverse trips. Own; 
to a mistake in the switching the excitation was cut off the 
main exciter, which excited all the alternators. The d.c. 
and a.c. bars were to a certain extent in parallel throucb 
a matter of 3,000 kW of converting plant; some of te 
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motor generators were up to three miles away from the 
wer house. The result of that failure of the field was what 
„mounted almost to a short circuit. The d.c. generators pumped 
a heavy current by the rotary converters into the a.c. machine. 
From the moment of the fault to the time they were running 
lack steadily on the busbars was only nine minutes, and no 
damage took place, but the alternators came out of paralel, 
and each one had to be re-synchronised. ‘The thing he 
wanted to point out was that, under certain conditions, not- 
withstanding a failure of field, the switches remained in, 
and they did not get currents which were enormous. — 
In replying to points raised, Mr. J. A. Kuyser said it was 
. „ratifying to know that Mr. Spurr's experience confirmed in 
„neral what was set forth in the paper. They hoped that they 
hid now cured the complete burn-out bv the protective gear 
which they were putting in. They had tested the mid-point 
gear in the factory upon a generator and the sensitivity was 
— yery high; he was also sure it would not operate in the case 
. af a short circuit. One machine was now in operation with 
- the mid-point gear under actual operating conditions, and jt 
. hid been running satisfactorily for some time. Extended 
tral under actual conditions was the only way to test con- 
troversial points. To bring the tappings outside of the 
senerator winding would not be very difficult. If they used 
. the mid-point gear it was not necessary to have six terminals 
in the way required in the case of the Merz-Price gear, or 
wl-halaneing gear. It was not necessary to bring out the 
two ends of each winding; they needed to break up the ter- 
: minal and three mid-points; that was seven leads in all 
which could be made as heavy as the main leads. Tt would 
lave to be found out in practice whether the complications 
were worse than others. The mid-point connections them- 
selves could hardly be considered a complication; there were 
objections in connection with potential transformers. ‘They 
- were already provided on a variety of machines, and in such 
vases there was not much extra complication. By some i8 
might be considered a disadvantage (if a fault developed in 
the potential transformer) to shut the whole machine down 
and interrupt the supply for a time. Potential transformers 
were fairly reliable if they were not made too small. There 
was a large percentage of machines in which it was possible 
to use one bar per slot and thus avoid faults. Bradford 
was one of the few cases where steam pipes had been in- 
stalled on the generators. He knew of a case where static 
discharge. returned to earth on end connections every time 
the laver of dirt was broken. and at all the places where the 
laver was broken small sparks occurred between the adjacent 
layers. Mr. Carter had confirmed some of the points made 
in the paper. Regarding the interchange of current between 
the machines, if they tripped the field in one machine the 
question whether heavy or small current flowed depended on 
the design of the machine. Whilst the magnetising current 
was low the whole current would be small. That it was 
possible to run on, and that the machine dropped into stride 
again, did not alwavs happen; he knew it happened in the 
case of turbo-alternators. They had tried all kinds of wet 
filters, but had not found a single type which was really 
satisfactory. The closed-air svstem was running very satis- 
factorily, but one thing which must be guarded against was 
the leakage of the air. It would still carry over a certain 
amount of moisture and dirt which would be deposited. 
That was a point which could easily be dealt with. . With 
regard to the type of filter which amounted to a lot of scrap 
dipped in oil or some other sticky substance which would 
hold the dust and dirt out of the air, he could not say 
definitely yet whether it was satisfactory or not, but he 
thought there was a market for a filter of that type $n spite 
of the closed-air circulating system which was not always 
applicable. 


INTERNATIONAL CO-OPERATION OF 
ENGINEERING INSTITUTIONS. 


Ат a meeting of the British Section of the Société des Ingé- 


nieurs-Civils de France, held at the Institution of Mechanical | 


Engineers, London, on April lith, Mr. W. Noble Twelvetrees 
delivered his presidential address, the subject of which was 
"Co-operation Between Engineering Institutions in France 
ind Great Britain.” | 

After dealing with the history and work of the French 


Society, Mr. Twelvetrees said the essential objects of the | 


British Section were: (1) to provide for the establishment 
of closer relations between members resident in different 
parts of Great Britain and the British Empire; and. (2) to 
encourage professional and friendly intercourse between 
French and British engineers generally. At the first meeting 
of the British’ Section, under the presidency of Mr. C. H. 


Wordingham, it was pointed out that the Section might . 


conduce materially to the attainment of the second of these 
objects by drawing into the ranks of the French Society as 
many members as possible of the engineering institutions 
and societies of this countrv, and by working. at the same 
time, for tbe recruiting of French engineers as members of 
British engineering institutions. The first of these sugges- 


tions had met with a most promising response, for the mem- 
bership of the Section, which was doubled by the end of 
1920, was now approximately three times that existing at the 
date when the Section was formed. The second suggestion 


. that French engineers should be invited to offer themselves 


for membership of British institutions, was one that the Sec- 
tion would gladly attempt if the idea were approved by the 
Institutions concerned. ‘There was one obstacle which had 
in the past prevented many young French engineers from 
joining British institutions, namely, that the qualifications 
for associate-membership usually included the passing of ex- 
aminations, or the possession of an approved dipioma or cer- 
tificate exempting candidates from examination. In view of 
these requirements it seemed desirable that the equivalence 
of French and Pritish engineering diplomas and certificates 
should be determined, with the object of preparing a list ct 
French qualifications. which would be accepted by British 
engineering institutions, in every case with due regard to 
special requirements, as exempting candidates wholly or in 
part from the examinations prescribed. The British section 
consisted exclusively of engineers who had been elected 
members of the parent society, all such becoming and remain- 
ing members of the Section while resident in the British. Ein- 
pire, without any formality or financial responsibility. ln- 
cidentally, it was mentioned that arrangements had been 
made with engineering firms in Lorraine to accept a few 
British engineering students for periods of three ainonths 
during the summer, so that some experience might be gained 
of French engineering practice. 

In conclusion, Mr. Twelvetrees said that once the engineer- 
ing institutions on both sides of the Channel were effectively 
organised, the next step should be the formation of a Franco- 
British Committee, whose special business it would be to con- 
sider all possible means of bringing into closer touch the 
engineers of the two nations, and the scheme could well be 
spread to other countries on the same lines. Incidentally, 
he mentioned that an American Section of the French Society 
had been formed. | 

Contrary to the usual practice, the address was thrown open 
to discussion. Several speakers took part, and all of them 
heartily welcomed the scheme of federation, both as between 
engineering institutions in the individual countries, and also 
as between the federated bodies of different countries. 

Mr. C. Н. WonbiNGHAM, speaking on the question of the 
federation of engineering institutions in this country, said it 
must be adinitted that there were serious difficulties in the 
way of producing a workable scheme.: mainly owing to the 
jealousies and opposition of the smaller societies, which felt 
that they ought not to be left out. Personally, he agreed 
that they should not be left out, but it was not practicable 
that all of them should be represented on a central body 
directly. He suggested, therefore, that it might be possible 
to group these sinaller societies together so far as they dealt 
with a particular branch of engineering, and then federate 
the groups under the main institution representing that 
branch. The main institutions then could be federated 
together in the Grand Council of the whole engineering body 
of this country. In that way he believed it would, be possible 
to federate all the societies together and avoid the jealousies 
which would otherwise be destructive of the practical carry- 
ing out of the scheme. | 

Captain H. Rratt Sankey said that the conference between 
the Institutions of Civil, Mechanical, and Electrical Engineers, 
and Naval Architects, which had been referred to, had made 
progress, and it would not be long before details of а scheme 
would be published. "The difficulties were, no doubt, with the 
smaller institutions, but that matter had also been considered. 

Mr. W. Н. ParcnuELL, whilst upholding the principle of 
federation, did not think that in this country they could get 
anything approaching the federation that existed 1n America, 
which would be altogether too unwieldy for us, and he believed 
it would soon be too unwieldy for America, because they were, 
in America, trenching on politics and doing things which we 
dared not do at all in this country. He believed the tendency 
in all countries in future would be for the engineering insti- 
tutions to рау more attention to men than to materials. The 
old definition was to consider materials first, but in future 
we should have to consider the men, and the materials would 
follow. ; 

Mr. E. FiaNpER ErcHELLS, whilst an advocate of closer 
union amongst engineers, thought the difficulties were so great 
that he. personally, would prefer not to undertake the work 
required. He looked to the ‘‘ Civils " to be the leaders in this 
movement for federation, and the existence of specialised 
institutions would. in his opinion, strengthen the position of 
the Institution of Civil Engineers. Despite delays and set- 
hacks. he firmly believed we were moving forward in the 
direction which had been discussed. 


A Population Map.—The Dorland Agency, Ltd., has 
sent us a copy of a map of the British Isles, in which 
the densitv of population in various parts and zones is indi- 
cated. It is thought that this may be of assistance to readers 
interested in advertising and selling goods. The Agency sup- 
plies the map, properly packed, at 1s. 3d. post free. 
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-NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. >- 
Readers are invited to submit particulars of new or improved devices. and apparatus, which will be, published 
if considered of sufficient interest. à; | ' 


i15 ((o "wi 


? 


“ Carron " Boiling Rings and Plates. flaps F have lips s, which scrape along the floor of the duct 
As mentioned recently, in connection with the Hackney ied pick up stones and sand, which are deposited in the 
electrical exhibition, Carron Co., Falkirk, N.B., has intro. 80er- 


The whole screen is guided only from A to B and from & to 
M. Its excellent self-cleaning praperty and the simplicity of 
the whole contrivance are strong points in Ив favour. It will 
be noticed also that the screen scrapes along the floor of the | 
duct, removing sand and mud, and keeping .it,.clean, whilst 
sealing the passage without Ње: use of a bottom,roller. 


Unit Type Cable Racks.' 


A convenient form of cable rack has been..placed on the 
market by CaLLENDER'S CABLE & CONSTRUCTION . Co., Lrp.,. 
Hamilton House, Victoria Embankment, E.C.4. This consists 
of a back plate, which can be fixed to.a wall or other structure, 


duced a range of three electric boiling rings (fig. 1). These 
are of the open-coil type, the elements being laid in a fireclay 


Fic. 1.—'' Carron " Орех-соп, Воплка RING. 


former. The base is of cast iron, and the upper frame is 
nickel-plated. Two separate porcelain metal-sheathed con- 
nectors are provided in the case of two of these rings; the 
third is provided with three, arranged for three-heat control. 
The rings are in two sizes, 6 in. and 8 in. diameter, with 
loadings of 750 and 1,250 W respectively. 


4»: | | Fia. 6.—-HOOK BEING PLACED Fia. 7.—Back View 
Fic. 2.—'' CanRoN " SOLID-TYPE Вопиха PLATE. Е IN Back PLATE. oF CABLE Rack. 


L] - 


Solid-type boiling plates (fig. 2) of similar sizes and loadings and removable hooks. Our illustration show (fig. 6) the in- 


have also been introduced. These have cast-iron tops, nickel- sertion of a hook, and (fig. 7) the back of the rack with hooks 
plated casing, brass nickel-plated side handles, and sheet-iron in position. The rack is made in several sizes, for accommo- 
bases. dating from two to six cables of sizes ranging from 14 in., or 


A Chain Intake Screen. below, to 3 in. in overall diameter. 


We have received from Mr. E. C. Barton particulars of a The '' Hydrotherm " Water Heater. 


simple and ingenious intake screen which he noticed recently A compact form of instantaneous water heater has been 
at the La Tine electricity works, in Switzerland. As shown placed on the market by Mn. А. W. C. Frost, Alderman 
in fig. 3, it consists of chains running over guides A B and House, Bishopsgate, E.C.2. This device (illustrated in fig. № 
K M, driven by a rotating drum D, and trailing on the floor of is arranged to fit directly upon a water-supply pipe, taking 


the water duct; the chains are composed of links L (fig. 4) with the place of an ordinary tap, and it combines both the func- 


A CHAIN INTAKE SCREEN. 


pivoted flaps, each flap consisting of a frame filled witb net- tions of a tap and of a heater. When the handle seen in the 
ting. As the chain passes over the drum, the flaps, shown illustration is at the position marked ''O"' water pas’ 
at Fin fig. 5 fall violently on the guide.G, thus shaking off into the apparatus. Upon moving the handle to “1” col 
the dirt and débris which they have collected, the rubbish water is released. At “2” the current is switched on, an 
falling into a.gutter R and being carried off by a stream of the flowing water is raised to a temperature of 86 deg. F. 
water. Fig. 4 is a detail view of the drum and chain. The. Between points “2” and " 3" the temperature is gradually 
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raised to a maximum of 192 deg. F. If the handle is turned 
beyond ''3"' the energy is immediately switched off, and 
between '"3" and “0” cold water issues, the flow being 


, 


Fic. 8.— THE '"* HypROTHERM " Water HEATER. 


stopped at ''0." The device is arranged for any voltage and 
ior d.c, ог а.е. 


THE GRADING OF POWDERS. 


Tut Faraday Society and the Oil and Chemists’ Colour Asso- 
clation held. two joint meetings during March, at which were 
discussed some of the properties of powders that are of indus- 
trial interest, and more particularly the various means that are 
or could be employed for their separation and grading. "The 
Societies joined forces in order that the subject might be con- 
sidered from various aspects, and the theme proved to be of 
much greater interest and variety than might have been imag- 
ined from the, title. The principal contributions were made by 
Pror. T. M. Lowry, who dealt with grading by elutriation ; 
Pror. P. G. Н. BoswknL who, speaking from the geologist's 
standpoint, discussed the separation of the finer constituents 
of sedimentary rocks; Dr. J. W. FRENCH, who spoke of the 
abrasives and powders used for grinding and polishing glass; 
Mr. C. A. KLriN, who dealt with the grading of pigments: 
Mr. B. A. KEEN, who brought in the treatment of soils by 
grading for study of their physico-chemical properties; and 
Мв. R. WHYMPER, whose subject was elutriation as practised 
in the separation of cacao husk from cocoa powder. In addi- 
tion, theoretical contributions were made by Pror. ALFRED 
W. Porter and Dr. A. Т. WirLLIAMs; while Dr. R. Lessine 
indicated applications in the cleaning of coal, a process largely 
dependent on elutriation methods; and Mr. НоьмАХ spoke on 
ore-dressing. The treatment of the subject, therefore, did not 
lack variety. We can here only summarise very briefly the 
outstanding features of the various contributions. 

Prof. Lowry's paper described experiments made by him 
and Mr. L. P. McHatton to determine empirically the laws 
which govern grading by elutriation, or, in other words, the 
separation of fine from coarse particles by means of flowing 
water. This method has not up to the present been largely 
used in large-scale operations, but it is invaluable оп the 
small scale and notably for testing and Jaboratory purposes. 
The most satisfactory method of elutriation was found to be 
in the use of a long vertical tube through which water flowed 
with a known velocity, and several series of measurements were 
made in this way, in which the maximum and minimum 
diameters of the particles were determined in the fractions 
carried away by а current of water flowing at 4, 5, 6, 7, and X 
шш. per second. The powders used were ground quartz and 
ground barytes, and empirical results were obtained, which 
шау be of general application, given the proper constants in 
all instances, showing the influence of the diameter of the 
tube and the temperature of the water for powders of different 
densities. The importance of the matter lies in the necessity 
lor standardising methods of grading as a preliminary to the 
“entific study of the effect of the size of the particles in 
materials used in the powdered form, such as cements, refrac- 
tories, Ores, paints, drugs, footstuffs, and so forth. At present 
chaos seems to rule in these matters, and the extent to which 
erinding is carried is determined frequently by the crudest 
of rule-of-thumb methods. 

To the geologist, Professor Boswell stated, powders have 
a double interest, ‘‘ pure " and " applied." Не may be con- 
cerned with the finer sedimentary rocks and problems regard- 
mg their origin and desire £o establish a description of them 
on à quantitative basis; or with the fine grinding of geological 
materials, such as abrasives (quartz, felspar, flint, &c.), stones, 
pottery-slips, brick and tile-making earths, soils, and so forth. 
Much of Prof. Boswell's paper dealt with the application and 
the limitations of Stokes's Law on the fall of small spheres in 
4 Viscous medium to the special case of the elutriation and 
subsidence of clays, and a inodified form of the law was given. 
He also indicated standard conditions suitable to be applied 
In the mechanical analysis of sediments. 

Dr. Frencli, in his paper on abrasives, stated that it was 
necessary to know the principles of abrasion before one 
could predict with certainty the abrasive qualities of a 
material and the best conditions of working. His interest- 
MS paper, therefore, was chiefly a study of the process of 


abrasion, based on experiments made with grains of 3 
detinite size, for example, steel shot. It was laid down that 
the rate of abrasion depends on the size of the grains; the 
force of impact which itself depends on the load on the tool, 
its speed of translation and its grip on the grains; and the 
number of impacts per unit time. Finally, the process of 
polishing was described and contrasted with grinding. 1% 
was concluded that polishing action is essentially physical, 
and not chemical, and that in the case of glass the concep- 
tions of Sir George Beilby, derived from work on metals, on 
the formation of a surface amorphous layer which flows over 
the cavities beneath, do not necessarily apply. 


SOME POST-WAR PROBLEMS OF 
TRANSPORT. 


JAMES Forrest LECTURE. 


Ох May 2nd, at the Institution of Civil Engineers, Sir John 
A. F. Aspinall delivered the above lecture to a fairly large 
audience. The speaker drew attention to the enormous in- 
crease in the growth of тае which had taken place during 
and since the war, and pointed out that the outward movement 
of suburban trattic had forced the railway companies to in- 
stitute special arrangements on the main lines to deal with 
the problem. ~The underground railways of London were 
endeavouring to provide every facility for suburban passengers, 
but there still remained a great deat to bé done in the way of 
extension and lmprovement of services. The problem of load- 
mg Was a dificult one, but it might be met by the provision 
of more stations or by the use of three platforms instead of 
two at existing stations; the central platform would be used 
for outgoing passengers only. Tubes below those already con- 
structed had been suggested for fast through trains. Sir John 
Aspinall exhibited on the screen several diagrams made by 
the Board of Trade to show the density, origin, &c., of London 
trafüc. It was shown that the north-west and south-west dis- 
tricts required greater facilities for travel. The density in the 
east was the greatest, and the brunt of this was borne by the- 
мелт railway termini. The magnitude of road traffic. was 
also shown by a diagram, and the speaker gave details of 
the vast amount of work being done by the motor omnibuses. 
Пе thought that the improvements in these services and the 
rigidity of tramways would militate against any considerable 
extension of the latter. Many schemes had been put forward 
for dealing with London traffic, but in most cases they had 
proved failures, principally due to the working of our Private 
Bill legislation. The present piecemeal developments would 
never provide a satisfactory solution to the question of London 
transport. The speaker urged the institution of a committee 
of competent men with a knowledge of public requirements, 
to formulate new schemes and co-crdinate existing systems. 
The amount of traflic dealt with by the Thames bridges was 
illustrated in a third diagrain. This clearly showed the neces- 
sity for another bridge to relieve that at Blackfriars. Sir 
John also dealt with a suggestion for the improvement of 
Charing Cross bridge, by making it a double-deck structure. 
The railway would remain at the present level, but another 
bridge for road traffic would be constructed above it. — The 
station would be re-built at a lower level, and be used mainly 
for local trafic. Under the grouping of the southern railways 
it would appear desirable to make Waterloo the terininus for 
all main-line traffic. The L. & S.W. and S.B. & C. Railways 
already had stations there, and a loop could be constructed 
to enable the L.B. & S.C. Railway trafic to terminate there. 
The speaker thought that the grouping of railways would 
result in. great economy in working costs. In this connection 
he exhibited two diagrams which showed the apportionment 
of expenditure of the railway companies both before and after 
the war. The greatest proportional increase was shown in the 
cost of labour. The main problem before railway engineers 
was the reduction of working costs, and there was no doubt 
that this would be achieved by electrification. The electriti- 
cation of lines would result in practically doubling their carry- 
ing capacity. As an example of successful electrification, the 
speaker instanced the Chicago, Milwaukee and St. Paul Rail- 
way, upon which a Journey of 440 miles was performed by 
one locomotive. This increase in capacity would. permit the 
postponement of heavy capital expenditure upon widening 
and other improvements which the retention of steam locomo- 
tion would involve. Sir John referred his audience to Sir 
Vincent R. Hill's recent papet upon railway electrification. 
He claimed that the acceptance of a standard system by the 
Committee appointed to deal with the subject bad swept away 
one important objection to electrification. British manu- 
facturers were prepared for the work. ‘The electrification of 
suburban lines was recognised as essential, but there was still 
a certain amount of hesitation regarding main lines. Sir John 
thought that there was no reason for postponing work which 
would benefit alike the workers, the manufacturers, and the 
public. Other countries had the advantage of large water- 
powers, but we should have to rely upon coal. However, the 
co-ordination of electricity undertakings should result in «x 
supply at reasonable prices, facilitating the work of railway 
electrification. A cheaper supply would also lead to a greater 
use of electric trolley buses—a very flexible form of locomotion. 
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Cempiled expressly for this journal by Messrs. Serton-Jones, O'DELL AND 
SrEFHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


11.422. “i Neutralising capacity currents on polyphase electric transmission 
systems. А, М. Taylor. April 24ih. i 

11.434. So Ignition devices." F. Jeannin. April 24th. 

11.430. * Wireless apparatus." H. L. Crowther and W. H. Derriman and 
J. Robinson. April 24th. Es 

11,445. °° Tramncar." H. J. Aldwincekle. April 24th. 

]1.456. '' Electric. swiiches." C. G. Benneit. April 24th. 

11.462. *'' Voltage transformer for continuous electric currents.” F. M. M. 
Че Vaulserre; April 24th. (France, April 27th, 1821.) 

11,400. SC Selecting: systems.” Western. Electric Co,, Lid. (Western. Electri 
Co., Inc.) April 24th. 

11.459. SS Sparking: plugs." E. C. Homan and А. Taylor. Aprii 24th. 

11.475. ** Electric connecting devices.” O. Ellinger. April 24ih. (Ger- 
many, April 23rd, 1921.) 

Lss. "' Eiectrice stop-motions for textile machinery.” 
ing Co. and О. Y. Dmwray. April 24ih. 

(1,47. C" Means for supplying elecirie current of low voltage from a supply 
of high voltage.“ R, Barwinkel. April 24th. 

131,945." Eleciric. furnaces." R. A. Driscoll, April 24th... , 

21508. ©“ Device for electro-mechanical lamps for mines, &e." А, Luzy. 
April 24th. (France, August dth, 1921.) 

11,511. * Incandescent electric lamps." C. V. Smith. April 24th. 

11,217. Portable electric power stand.” H. E. Dickerson. April 25th. 
11,524. “ Electric. horns for motor vehicles.” R. R. Leggott. April 25th. 
11,539. ** Electrical connection." A. E. Thurstan, April 25th. 

11,552. “Spark plugs.” C. Hough. April ёли. 

11,582. ** Sparking plugs." R. S. Woodruff. April 25th. 

11.592. © Electric horns, &c." B. Ames and P. J. Gilinson and Heinze 
Electric Co. April 25th. y 

ә. U Electrice heating units." British Thomson-Houston Co., Ltd. 
(General Eleciric Со.). April. 25th. 

11,601. Means for reducing distortion in repeating systems. Western 
Elecirie Co. Ltd. (Western Electric Co.. Ine.) April. 25th. 

11,606, ' Receiving, reproducing or reinforcing sound waves," D. C. A. 
Hulk strom. April. 25h. 

11.611. ** Electric indicating and/or recording mechanism for weighing 
apparatus," J. Collie (W. Nikolskv). April. 25th. 

11.613, '! Support. for mounting electric. head lights. on automobiles.” 
Fakimento Soc. Anon. Manilattura 1 Duca. (formerly Soc. Anon. Manifacttura 
L. Duca). April 25th. (italy, April. 28th, 1921.) i 

11.617. "' Electric safety lamps for mines, &c.” V. Pawelecki. April 25th. 

11.634. © Manufacture of electrical conductors.” W. S. Smith. April 25th. 

11.667. “ Electrice lamps." A. E. Thomas. April 26th. 

11.671. '' Elecirie. пуре fittings, &c." S. Coxon and P. Ross and Е. M. 
Soulsby. April 26th. 

11.676. “ Cooking attachment for electric heaters." А. R. Dow. April 26th. 
11.688. '' Sparking plugs." D. Young. April 26th. , 

11.703. “ Car-liphting dynamos, &c." P. C. Hanks. April 26ih. 

11,704. “© Electric. switches." G. C. Lundberg and A. P, Lundberg and 
Р. А. Lundberg and G. Pegg. April 26th, 

11.726. “ Electric ovens." W. Bradley and J. H. Williams. April 26th. 
11.727. “ Induction coils," British Lighting and Ignition Co., Lid., and 

E. O. Turner, April 26th. 

11,732. ©“ Dynamo electric machines." Sir C. A. Parsons and J. Rosen. 
April ШП. 

11.750. '* Electric head lights for automobiles," Fallimento Soe. Anon. 
Manifaitura L. Duca (formerly Soc. Anon. Manifattura L. Duca). April 26th. 
(tally, April 28th, P21.) 

1.761. '' Wire-stranding or cable-making machines." A. Wood and С. 
Wood and J. Wood. April 26th. 

6.762. *' Detachable electric. light fittings.” E. Isherwood. April 27th. 

11.767. '* Spherically, chromatically, and astigmatically-corrected telephoto 
рае €. Zeiss (firm of). April 27th. (Germany, May 7th, 1921.) 
11,7709. “ Cooling devices for sparking plugs." W. E. Holdom. April 27th. 

11.773. “ Trolley heads for electric cars.“ R. Gaskell and W. E. Kerslake. 
April. 27th. 

11.775. "'' Electric tumbler switches." А. C. Wynne. April 27th. 

11,797. '' Electric alarm switches." G. W. Wacker. April 27ih. 

11,803. '' Putting up platinum contacts for magnetas.” W. D. Meagher. 
April. 27th. | 

11,813. "'' Electric head lamps for motor-cars, &c." Р. G. P. McCulloch and 
W. E. Marshall. April. 27th. | 

11.817. * Rotary electrical. hand switch.” A. IT. Mollik. April 27th. 

11,832. “ Insulaters for suspended — high-tension 
Renaudin. April 27th. (France, February 23rd, 1920.) 

11.8553. “Insulators for suspended high-tension electrice wires." A. Ren- 
ашп. April 27th. (France, February 23rd, 1920.) | 

11.368. “ Sparking plugs." H. A. Joc! and E. W. Riley. April 27th. 
11.883. '' Magnet poles for commutator machines with compensating wind- 

inus," L. Forda. April 27th. 

11,886. '' Apparatus for detecting defective insulator units in a series sub- 
jected to a high alternating. tension." C. E. Benrett. April 27th. (Spain, 
April 30th, 1921.) 

11,59. *''Eletric spinning. whecl." J. Cutner. April 28th. 

11,896. ^"* Dry batteries." б, R. Baynton. April 28th. 

11,901. * Electric. condensers.” W. J. Cole. April 28th. 

11.907. *'' Magnetos for 
April 28th, 

11.904. © Forming armature coils." А, Nicholson. April 28th. 

11,9531. “Apparatus for distributing electric current." British Insulated 
and Helsby Cables, Lid., and G. H. Nisbett. April 28th. 

11,945. ©“ Electric burglar-alarm contact," E. Barber. April 28th. 

11,962. “ Tnstriments to indicate electrical resistance of circuit in which 
thes are included“  Evershed & Vignoles, Ltd., and G. B. Rolfe. April 28th. 

11.965. '' Burglar-alarm clocks.“ A. Reuther. April 28th. 

11.974. “ Sparking plugs." W. F. Burningham. April 28th. 

11,975. '"" Railway signalling systems.” Automatic Telephone Manufacturing 
Co. Ltd, and А. E. Hudd. April 28th. 

11,976. '' Telephone systems." Automatic Telephone Manufacturing Co., 
Lid. April 28th. (United States, April 28th, 1921.) 

11,977, '' Phase-incresosing apparatus for supplving ^ current-rectifving dc- 
vices, бє” Bureau. d'Organisation Economique. April 28th. (Germany, 
Ари 28th, 1921.) 

]12.009]. '' N-ras, &c., tubes," E. E. Burnside and Newton & Wright, Ltd. 
April) 28th. 

12.005. '* Direction-finding apparatus for wireless 
Horton and L. G. Preston. April 28th. 

12.013... * Manufacture. of cores. for mercurial cut-outs." W. H. Ming- 
worth, April Zn. 

12.014. | Electric cut-out." W. H. Hhingworth. April 29th. 

12.0015.  '* Device for locking starting switches of automobiles, &c." G. J. 
Jackson. April 29th. 

12026. Miners’ safety lamps." E. A. Hailwood. April 29th. 

2.047. “ Electric plug connectors.” W. E. Shore. April 2h. 


Hincline Enginer- 


electric wires.” А. 


internal-combustion engines.” A. 


K. Gordon. 


telegraphy.”” C. E. 


12.067. “Means for drawing attention to position of switch in ignition 
circuit of internal-combustion engines," А. G. Benstead and Rotax (Motor 
Accessories), Ltd. April 29th. 

12,069. *'' Electricity supply apparatus." R. Amberton. April 29th. 

12,070. “ Electric lamp-holders and switches." N. D. G. Robertson and 
Wayne Engineering and Equipment Co., Lid, April Wih. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications wiil be 
printed and abridged, and ali subsequent proceedings will be taken. 


1920. 

15.035, '* Wireless receiving systems.” E. H. Armstrong. October 20, 
1013. 47,4042.) 

28,335.  Auvomatic telephone рау station." G. А. Long. October. бї. 
1920. (17&, 141.) 

28,40). '" Automatic valves or switches to secure the more economical use 
of gas, electricity, steam, hot water, hot air. or the like for heating pur- 
poses." б. Wilkinson. October 7th, 1920. (178.143.) 

20,089, | Feiegraphic transmission of piciures." J. C. Grant. Осо 
lih, 1920. (108, 145.) 

30,743. '* Radio-apparatus.’’ T. Appleby and L. M. Knoll. June 14th, 1919. 
(153 267.) 

41.568. © Dvnatno-lectric machines.” К. Bosch Akt. Ges. June 18th, 193v. 
(165,059.) 

1921. 


163. *"' Electrically-conducting strips or bands for recording and reproducin, 
sound waves," R. Mylo. January 2nd, 1920. 1156.216.) 

396. Electric railways.” Compagnie du Chemin de fer de Paris à Or- 
leans. August 3Uth, 1917. (156,263.) 

324. '' Manufacture of coils for electric machines.” 
игу Sth, 1921. (175,174) 

691. ' Receivers for electro-magnetic wave systems.” H. J Jo M. 4 
Regnauld. de Bellescize. October 10th, 1919. (156,080. ) 

730, °° Aircraft for electrically prospecying for minerals or water." Н. 
Lowey. March 27th, 1919. 1156.696.) . 

757. '' Electric pocket lamps." A. Luzy. August 4th, 1819. (Addition tw 
120.027.) (156,726.) 

796. ''Sucuon cleaning devices," Apex Electrical Manufacturing Co. Sep- 
tember 27ih, 1915. (156,732.) 

797. © Suction cleaners.” Apex Electrical Manufacturing Со. January 17th. 
1917. (156,736.) 

NOU. Ci Cable telegraphy transmitters.” F. L. Rogers. May oth, ТОП! 
(156.803.) . 

950. '' Apparatus for converting and/or transforming electric currents” 

E. Calverley and W. E. Highfield. January 8th, 1921. (178,190) 

1.106. ©“ Arrangements for transmitting signals and articulate speech undc: 
матек, Signal Ges, December 20th, 1919. (157,232) 

1.328. “ Wireless telephone transmitters," Ges. Fur Drahtlose Telegraphi.. 
December 23rd, 1919. (157,407 .) 

1,362, ‘ Multiple siape amplifiers." J. Massolle, H. Vogt, and Dr. J. 
Engl. December 2nd, 1919. (157.435.) 

1.387. *" Electric switch." A. Messer. January 23rd, 1820. (108,234) 

1.406. “ Electric. discharge tubes." J. Masolle, H. Vogt, and Dr. J. 
Engl. December 2nd, 1919. (157,706.) 

1,425. *' Electric motors.” British Thomson-Ilouston. Co., Ltd. Janusry 
4th, 1918. (157,724) 

1,463. "'* Electrically-operated. glow lamp for the reproduction of acoustic 
electric frequencies." J. Massolle, Dr. J. Engl, and H. Vogt. March Зго, 
1919. (157,757.) 

1,500. *'' Electrolytic process and apparatus for the separition of platinum 
from other metals contained in platiniferous materials," E. Slatineau. De- 
cember 19th, 1919. (157,785.) 

1.904. “ Electrical connections and switches for enabling an electric cur 
rent consuming: device to be used on circuits of different voltages." К. Hew 
brun. February 18th, 1914. (157, 838.) 

1.633. “ Electric. welding." R. Маек. November Sth, 1919. (157.925 

1.639, “ Thermionic oscillation generators, particularly for wireless sig- 
папе." Dr. E. F. Huth Ges. and Dr. В. Rosenbaum. July 24th, 1909. 
(157 928.) . 

1.989." Electric gas lamps with glow discharge." Studien Ges. fur 
Elektrische Leuchtrohren. June 16th, 1920. (165,067.) 

2.080. ** Devices for the sparkless disconnection of an inductive resistance.” 
F. Krupp Akt. Ges. February 12th, 1920. (158,873.) 

2.416. ‘ Casings for electrical apparatus." British Thomson-Houston Co.. 
Ltd. (General Electric Со. January 18th, 192]. (178.217.) 

2.700. “ Electric. contacting devices for magneto electric machines.” A. Р. 
Pehrson and H. Lloyd. January 20th, 1921. 178,224.) 

2,906. “ Methods. of and apparatus for measuring magnetic induction” 
British. Thomson-Houston Co., Ltd. (General Electric Co.). Januar: 214. 
1921. (178,226.) 

2,889. *' Means for preventing unauthorised removal or theft af ексїг‹ 
lamps." J. A. Brook. January 22nd, 1921. eek 

3.260. “Electric lighting systems for vehicles," 5. V. Gramlicb. Januas 
25th, 1921. (178,234.) 

3,492. “ Electro-magnetic vibrating devices, especially for sound trans- 
mitters,". Dr. W. Kunze. January 28th, 1921. (178,235.) 

4,4504. “ Electric toasters or the like." Credenda Conduits, Ltd., and F. 
F. D. Davidson, February 8th, 1921. (178,246.) | 

4,772. ‘Automatic or semi-automatic telephone systems," Relay Autom ci 
Telephone Co., Ltd. February llth, 1929. (158.910.) 

6,279. “© Electric distribution systems.” British’ Thomson-Houston Co., Lt: 
(General Electric Co.). February 24th, 1921. 178,266.) u^ 

6.739. '' Secondary. clectrie batteries or accumulators." Chloride Electrics: 
Storie Co, Ltd. (В. Ford). March Ist. 1921. (178,271,) | 

6.507. "* Apparatus for the remote control of. electric motors. lamps, 217 
the tike. Lo Kardorff. March. lst. T924. (178.272) 

7.998. "* Electric heaters.’ G. Durirnto. March lih, 1921. ¢(Addiuea © 
154.193.) (H7 8,2NG.) 

843, Process fur the manufacture of photo electric. cells." T. W. Cos 
March 23rd, 1921. 178,300.) | 

ВН. “ Photo electric. cells.” T. W. Case. March. 23rd. 192]. (178,394 

ВӘТ. "C Bobbins for use in clectromagnetic apparatus." F. A. Warmen 
and M-L Mipneto Syndicate, Ltd. March 23rd. 1921. (7R 32.) 

10.823. '* Inverse. time-limit relays.” W. H. Petersen and Allmanr? 
Svenska Elektriska Aktiebolaget. April J3ih. 1921. (178.319.) | 

17.179. " Electric controlling devices for prime movers," C. Leffler. Jus 
5th. 1920. (165,786.) 

20.186. '* Electric 
(178,375.) ah 

21.4359. “ Cooling of electrice generators driven by steam turbines 
Maschinenfabrik Oerlikon. August With, 1920. (167,778) 

рә. "t Electrical varn-passing apparatus.” Sicmeny 
Ges, December 18th, 1920. (173,210) 

245001. Electric time switch.“ V, A. J. Corlin. January Mth, 191 
(074,047 .) : 

33.990. ** Head. lamps for automobiles." D. J. Ritchie. January иһ. I 
(Divided application on 174.243.) (Cognite application 33,991,219 dese 


A. H. Hibbs. Jenu 


battery lamps.” M. L. Kaplan. July 27th, 1%! 
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ROR. 8 Eleetric cireuit interrupters.” Metropelit in-Niekers Electrical Ce. 


Lid, March 24th, J921. 1177.5390 
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Bank, Newgate Sireet Branch.” 


THE INDUSTRIAL COURT'S REPORT 
ON THE LOCK-OUT. 


WE summarise on another page the introductory portion 
of the Report and the conclusions of the Court of Inquiry 
which has investigated the engineering trades dispute, 
and we regret that it has not been possible to reproduce 
the report in full. It is an, interesting and exhaus- 
tive document, and the description of the course of 
events relating to the various agreements which have 
from time to time subsisted between the employers and 
the workpeople has considerable value as a concise and 
clear historical document. The Report is published by 
H.M. Stationery Office at the price of 6d., and it should 
be purchased and studied by all who are interested in 
the working of the industrial machine—and this in- 
cludes, or ought to include, everyone whose bread-and- 
butter depends on the maintenance of prosperity in 
British engineering. 

It is apparent that the Overtime Agreement of Sep- 
tember, 1920, was not three months old when trouble 
began to arise over the interpretation of the words 
“ when overtime is necessary." Sir William Mackenzie, 
K.C., who, as our readers are aware, was the Court of 
Inquiry in the present instance, shows in his report that, 
by custom, the decision as to when overtime was neces- 
sary was made by the employer, who is, in his words, 
* the person most competent to decide this question of 
urgency in any particular case." We are naturally 
glad to find that the views we have expressed on this 
question are upheld, for it was clear at the beginning 
that, as the employers and the members of the A.E.U. 
Executive had, after prolonged discussion, agreed, the 
interference with managerial functions that had grown 
up during the last few years had become intolerable, 
and was a serious hindrance to business. The conten- 
tion of Mr. Peter Dickinson, a member of the A.E.U. 
Executive, who gave evidence, was this: '' When the 
workmen want changes in workshop conditions they have 
to make application, and there has to be consultation 
and conference. We think the same rule should apply 
to the employers, and not that they should be able to do 
just as they like without consultation." The only other 
witness who appeared, Mr. W. H. Hutchinson, was 
asked by Sir William Mackenzie what he thought should 
be done instead of letting the instructions of the man-. 
agement be observed pending the discussion of any 
question in connection therewith. His reply was: ''I 
think the whole thing should be held up.” 

No doubt these views come naturally to those who see 
only one side of the question. We would have expected 
them to be brought forward and to be pressed for all, 
and more than, they were worth at the discussion out of 
which the memorandum of November, 1921, was evolved. 
We remember that it was stated in one of the manifestoes 
issued by the A.E.U. that it was only after sixteen hours. 
discussion that their executive agreed to recommend the 
acceptance of that memorandum by their members. 
Such pertinacity in the presentation of the point of 
view is entirely reasonable, within limits. It was 
praiseworthy up to the point of the acceptance of the 
memorandum. It is disappointing, however, to find 
that after persons have apparently accepted, as the result . 
of protracted discussion, another point of view than 
that with which they started, they should fall back on 
the old one at а later date. The man who never changes 
his mind is an impossible person; probably James II 
was one of the most notorious examples in history of this 
{уре of individual. The man who changes with every 
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' wind that blows, whose opinion is ever that of the last ` 


person who was with him, is equally impossible; and 


probably history will write down the late Fsar Nicholas ' 


as belonging to this variety. We know all about the 
woman convinced against her will, but we are entitled 
to expect from reasonable men that they shall, when 
they have renounced an unsound view, and adopted one 
which they consider sounder, remain of the same opinion 
until some material change of circumstances shall occur 
and thereby warrant a further modification. The pro- 
bability is that the A.E.U. Executive were rebuked by 
the more extreme element, and were told that their 
business was, not to be reasonable, but to stick up for 
the rights of prior consultation and prior consent. 


Surely it must be clear that it is not possible that ‘‘ the. 


whole thing should be held up” while negotiations 
which may take anything up to six weeks are carried 
through. Examples must, be within the knowledge of 
all our readers, of work which has been placed in other 
countries because customers have felt that British 
labour conditions were not sufficiently stable to allow of 
reliance upon promised delivery dates. Dependability 
in this, as in other, respects has been the mainstay of 
British business in the past. We are accustomed to 
repeat, with justifiable pride, that an Englishman's 
word is his bond, and now that the practical abandon- 
ment of the contract price adjustment clause has largely 
restored the financial truth of this boast, it becomes 
necessary to see that it is invulnerable from other 
directions also. 

All agreements of the kinds dealt with here, as well 
as those between manufacturers covering the sale of their 
goods, must necessarily suffer from a degree of looseness 
of phraseology which would not be tolerated in docu- 
ments dealing with definite legal transactions. A docu- 
ment of the kind sometimes called a ‘‘ gentleman’s 
agreement ’’ is meant to be honoured rather in the spirit 
than in the letter. Sir William Mackenzie, in clause 31 
of the Report, says: ‘‘ Experience of the working of 
these agreements appears to confirm what a perusal of 
them suggests: that they do great credit to the ingenuity 
and good sense of the parties and afford a safeguard 
against the nurturing and continuance of grievances or 
difficulties which, if not ventilated, would have grave 
consequences." However, it cannot be regarded as sur- 
prising that the employers came, in the present instance, 
to the conclusion that it was necessary to clear the air, 
for & good deal of fog has accumulated around shop 
customs and practices, and there appears to be a tend- 
ency to regard what has been done within four parti- 
cular walls as something approaching in inflexibility a 
law of the Medes and Persians. It would be absurd to 
have to remove the manufacture of some piece of 
apparatus from one works to another, possibly under 
the control of the same company, for the sole reason that 
shop customs or wages which had been established in the 
one situation, were unprofitable and were not suscep- 
tible of variation while the manufacture continued to be 
carried on in that situation. This seems to presuppose 
a degree of immutability in earthly affairs of which the 
physical universe affords no evidence. The necessity for 
the introduction of new processes, of new machinery and 
methods, must be a matter for the judgment of the em- 
ployers, simply because, if it were not so, business would 
disappear, and with it, employment. Sir William 
Mackenzie puts it as well as it can be put when he says 
that “© means should be devised whereby skilled men dis- 
placed as the result of introducing new methods or pro- 
‘cesses may be rapidly absorbed in work suitable to their 
qualifications." He does not entertain any fear '' that 
the scope of employment will become restricted or that, 
in the industry as a whole, skill and good workmanship 
will become superabundant." This is absolutely in 
accordance with the experience of all who have been 
concerned in electrical and engineering manufacture in 
this country. The object in view must not be merely 
the completion of a certain quota of business or trade in 
the cheapest manner possible, but the general expansion 
and improvement of business as & whole, and the con- 


sequent advancement of the suin total of human hap- 
piness. | 

The représentativew су the employers and of the 
unions, including the A.E.U., met together on Tuesday. 
last. The Observer of Sunday held the view that 
currents of opinion were at work which led some of the 
most influential employers to express forcible dissatis- 
faction with the “' intransigeance '' of their Federation. 

According to the Dazly Telegraph, the number of em- 
plovers attending on Tuesday seemed to be larger than 
had been customary in the previous negotiations.  Con- 
versations regarding procedure and the November 
Memorandum having taken place, the employers pro- 
posed to submit definite proposals for the consideration 
of the Unions on Wednesday. The Telegraph added :— 
““ While the employers’ proposals will maintain intact 
the principle of their right to manage their works—a 
right which the trade unions say they do not in any way 
challenge—it is hoped that such a modification of the 
machinery for avoiding disputes may be arranged as will 
secure the right to the exercise of managerial functions 
in a form which will prepare the way for a settlement of 
the dispute. There is à recognition on the part of the 
employers that in cases where the introduction of im- 
proved machinery displaces skilled craftsmen for semi- 
skilled or unskilled men, any hardship should so far as 
possible be mitigated by finding other work for the 
skilled men who have been displaced."' 


In the Trade Supplement of The 
Times under date April 29th appeared 
the first of a series of articles on 
‘* Simplification in the United States," 
by Mr. Cecil Chisholm. It seems that simplification in 
industry is having a good run in the States just now, 
one of its main objects being to bring down the cost of 
production and thereby to restore a general prosperity 
in trade. Conferences appear to have been held under 
the auspices of the Department of Commerce at Wash- 
ington, and an instance is quoted in connection with the 
American paving brick industry. Mr. Hoover pre- 
sided at this conference, the result of which was that 
the varieties of paving brick to be manufactured in 
future were reduced in number from 66 to 20. 

Other trades are being tackled in a similar fashion. 
with the result that standardisation and reduction of 
tvpes are being secured by general agreement. 

The work seems to be somewhat similar to that done by 
the Engineering Standards Association on this side in 
connection with steel sections, steel rails, and many 
other items. 

The American Committee appears to have been chiefly 
the outcome of the war, the War Industries Board hav- 
ing effected very important savings when the supply of 
materials was unequal to the demand. 

In our view nothing can exceed the importance, 
especially in the engineering trade, of standardisation. 
and we only wish that it were possible to commence 1n 
the electrical industry by adopting a standard voltage 
for the whole country. The advantages which might 
have been secured by the pursuit of such a policy from 
the beginning are so colossal that if this method had 
been adopted the use of electricity would probably have 
been by this time wellnigh universal. The idea of 
endeavouring to retrace our steps has for the present 
been suspended or at least postponed until better times 
enable us to bear the sacrifices involved. In the mean- 
time, unfortunately, every development of the various 
undertakings leads us further and further from the 
ideal. 

It is not only in the direction of standardisation in 
manufacture, but in almost every relation of life that 
simplification is required. A simplified currency would 
be quite an easy matter and would assist foreign Powers 
in placing their orders with us almost as much as a good 
reduction in prices. Simplified systems for postal and 
telephone charges would be equally beneficial to the busi- 


** Simplifica- 
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ness world, while a simplification of legal methods and 
procedure is one of our greatest necessities. Patents 
and designs, railway ones and freights might all be the 
subject of enormous improvement, “with a пип of 
expenditure, and a simplification of taxation in general 
would be alinost as valuable as another Is, off the income 
tax. Unfortunately the tendency of the time is towards 
over-organisation, complication and variation, and we 
fear that this will be so as long as the legal mind man- 
ayes to retain the preponderating influence in all the 
alfairs of the nation. 


AT the end of the year the War Addi- 
tions Acts, which provide for an 
increase in compensation, will expire, 
and Parliament has recently discussed 
the amendments in. the Workmen's Compensation Act, 
1906.. A year or two avo a Committee appointed by the 
House of Commons considered the matter, and came to 
the conclusion that the law should be reviewed, as when 
the subject was introduced in 1897 it was entirely novel, 
whilst to-day workmen's compensation is part of the 
law in every civilised State and in every other country 
is more in. favour of the workinan and more advanced 
than it is in this country. The Committee was strongly 
of opinion that benefits should be more generous to the 
workinan in case of injury and more generous to the 
family in case of fatal accident. The. Committee was 
fully satisfied. that the increased scale of benefit: would 
not materially increase the cost of production, as in the 
most expensive industries it would not exceed. Id., and 
in the majority of industries would be not more than a 
fraction of 1d. in every £1 charged to production. 

It was asserted that the tendency was for accidents to 
Increase, and that every vear 500.000 workers were 
killed or injured, of whom or in respect of whom 430,000 
were compensated, and that 14,000,000 working days 
were lost in. consequence of such aceidents, 

On behalf of the Government the House was asked to 
accept à motion which had been moved calling for a 
Government Bill, and it was stated that whilst there was 
à great deal to be said for compulsory Insurance or State 
insurance there was no unanimity of opinion, and the 
Government could not be pledged to any detail of re- 


Workmen's 
Compensation. 


form. The main thing was, in the first place, to prevent 
accident, and in the second to adopt the best means to 


secure recovery, the question | national one 
having no reference to party. 

It was suggested that a joint committee of employers 
and workers. should consider the recommendation of the 
Committee so as to find a basis for a scheme to be intro- 
duced to the House in the hope that a round-table con- 
ference would shortly be held which would enable the 
Government to introduce and carry during the ‘present 
Session a really effective and useful measure. 


being a 


ACCORDING to the official Journal of 
the Yokohama Chamber of Commerce, 
the Electricity Bureau of the Japanese 
Departinent of Communications records 
a remarkable development in the elec- 
trical industry in that country. | During the ten months 
ended with October, 1921, a further sum of 166,000,000 
yen was invested in electrical undertakings.. At the end 
of that month there were 728 works supplving power, 52 
electric tramways and railways, and 50 other combined 
supply and traction undertakings, making a total of 
830. Although this total shows a decrease of four under- 
takines as compared with the number existing at the 
end of 1920, the explanation lies in the circumstance that 
certain works have absorbed others. In the course of 
a statement issued at the beginning of the vear, the 
Minister of Communications is reported to have re- 
marked that his policy was to accelerate the formation 
of combinations. The electrical industry. he said, occu- 
pied the most prominent position of all the in- 
dustries in Japan; it had attracted an aggregate 


capital of 1,600,000,000 yen, while the productive 


The Japanese 
Electrical 
Industry. 


capacity of the plant amounted to 1,310,000 kW. One 
of the primary conditions for the further development 
of the industry was the combination and systematisa- 
tion of the undertakings. Though an increasing nun- 
ber of consolidation schemes were being reported, the 
Minister stated that it was necessary to give a greater 
impetus to this tendency among the electrical under- 
takings, and at the same time he urged that electrical 
engineers should attain the primary object in view of 
ifios favouring combination by the readjustment of 
power transmission systems or management of plant, 
thereby raising the efficiency of the plant so as to pro- 
mote the power-consuming industries, upon which the 
economie life of Japan depended. 1n conclusion, the 
Minister referred to the electrical manufacturing indus- 
iry, the development. of which, he said, largely depended 
upon the industry itself. Improved machinery was re- 
quired in connection with the progress of lighting and 
power undertakings, but tlie Japanese eleetrical eonstruc- 
tion works were not vet able to produce plant which 
could bear comparison with good foreign machinery. 


IN the LEE. paper, of which give 


High-speed ап abstract to-day, Lieut.-Col. A. G. T. 


Wireless Cusins refers to the fact и the 
Telegraphy. — ether is in danger of boing overcrowded. 


Whilst the poliev of the Post. Office in 
restricting the installation of transmitting sets in this 
country has prevented the plague of promiscuous signal- 
ling which has been experienced in the Uniced States, it 
appears that even the commercial and official wireless 
stations of Europe are beginning to suffer from mutual 
interference, although they have the range of wave- 
lengths between 50 and 50,000 metres to work in. No 
doubt the selective properties of receiving apparatus will 
be further improved as time goes on, and will alleviate 
the situation. In the meantime, attention 15 being 
directed to high-speed transmission, which shortens the 
period during which the ether is occupied, and is found 
to afford considerable relief in respect of atmospheric 
disturbances; the possibilities of directional control are 
also being investigated. | 

Great credit is due to the work accomplished by the 
Roval Engineers both during the war and since the 
Armistice. At the same time, it should not be forgotten 
that high-speed wireless, up to a point, was done before 
the war. In September, 1912, Marconi's Wireless Tele- 
graph Co., Ltd., gave a demonstration of its working at 
their Chelmsford works to representatives of Govern- 
ment departments, recording on a tape signals trans- 
mitted from Poldhu. — Further demonstrations were 
given by the company at Clifden in January. 1914, when 
speeds of 100 and 145 words per minute were attained, 
and again between Chelmsford and Galway in May, 
1914. The Postmaster-General of that day proposed to 
adopt the svstem between. Stonehaven and Neweastle-on- 
Tyne as а stand-by to the overland wires. These facts 
were recorded in our pages at the time. The war, of 
course, delaved further developments. 


Turk article by Mr. P. Dunsheath, 
Lead-covered which appears elsewhere in this issue, 
Wires. recalls the lengthy correspondence 


which took place in our pages some 
months ago on the durability of lead-covered wires. As 
the author points out, lead is one of the most durable of 
the base metals, under normal conditions, but lke 
Achilles, it has one vulnerable spot—its affinity. for 
certain organie acids, 

However, it will be seen that the Lynton case was 
altogether exceptional; the wire was carried through the 
cores of oak beams, where the conditions were to a 
unique degree favourable to corrosion, and even then the 
cable lasted over 20 vears. | Under ordinary circum- 
stances, therefore, with the exercise of common sense, 
and sound workmanship, there is no reason to anticipate 
that апу trouble will arise from the use of lead-covered 


wire, even in contact with oak. 
D 
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SUBMARINE DIESEL ENGINES AT SOUTHEND. 


WHEN the Germans built and equipped their submarines, 
we may be sure that no pains were spared to make them 
reliable, safe, and efficient, and as the motive power 
was the principal consideration there can be no doubt 
that the engines installed were of a high order. It is 
therefore satisfactory to know that when the undersea 
craft were surrendered to the Allies not all of these 
engines were disinantled and scrapped. Many of them 
were adapted to peace purposes, after having been used 
for purposes the reverse of peacefyl.' Consequently in 
two or three electricity undertakings in England these 
Diesel engines may now be found, and one of these 
undertakings is at Southend-on-Sea. 

The official inauguration of the converted Diesel 
plant took place on April 27th, when the Mayor and 
Council, accompanied by contractors’ representatives 
and others, made a tour of the electricity undertaking 
of the county borough, which comprises four sets of 
plant contained in a main station at London Road, 
sub-generating stations at Leigh and Thorpe Bay, and 
a battery sub-station in Chalkwell Park. 

For a considerable time controversy has raged round 
the comparative advantages of steam and oil, and also 
in connection with centralisation of plant as compared 
with. small stations at several places. As regards the 
first point, the contentions of the borough electrical 


Fic. 1.—ТнЕ THORPE Bav SUB-STATION. 


engineer (Mr. Robert Birkett, M.I.E.E.) in favour of 
oil engines would appear to be justified. Southend is 
as far away from the coalfields as almost any district 


in the country, so that the cost of coal is considerably 


heightened by transport charges ; although in this respect 
it should be said that the town is conveniently situated 
for the handling of water-borne coal. This enhanced 
cost has forced the Corporation Electricity Department 
to purchase inferior grades of coal in an endeavour to 
balance accounts at the expense of efficiency. Another 
serious impediment to the employment of steam plant 
is the deleterious effect which the local water has upon 
boiler tubes and condensers. The Corporation has had 
to install a special water-treatment plant, owing to 
this, and it is stated that the ultimate cost of water is 
over four shillings per thousand gallons! 

At various times the erection of a large steam station 
at one of three sites has been advocated, the alternative 
suggestion being the installation of Diesel engines at 
two or three suitable points. "The present steam sta- 
tion at London Road is unable to deal efficiently with 
the demand in outlving districts. The plant produces 
direct current at 460-500 V, and it will be seen that the 


transmission losses in feeders to districts four miles or 
more away would be considerable. Therefore, the only 
alternative to the installation of a.c. plant at the Lon- 
don Road station or boosting plant elsewhere was the 
scheme adopted, viz., the erection of two sub-generating 
stations equipped with oil engines. In the early days of 
the European war an order was placed with Messrs. 
Belliss & Morcom, Ltd., for three six-cylinder Diesel 
engines direci-coupled to 200-kW d.c. generators. These 
were completed but never delivered to the town ; at the 
request of the Government the Corporation allowed them 
to be diverted for war purposes. The position of the 
undertaking after the war was acute, new plant being 
urgently required. At the suggestion of the engineer, 
it was decided to secure the engines of surrendered 
German submarines and have them re-conditioned and 
adapted to land use by Messrs. Belliss & Morcom, Ltd. 
This was carried out, and the plant is now available for 
supplying the urgent demand for power. 

The Thorpe Bay station was the first to be visited by 
the party. Here two 550-b.h.p. Diesels, taken from 
the UB 149, have been installed with their original 
ecnerators capable of an output of from 270 to 309 kW 
each. A marble switchboard has been erected and fitted 
b= the Electric Construction Co., Ltd. Thorpe Bay is 
4 growing residential district between Southend and 
, Shoeburyness, and appears to pre- 

sent a likely field for electrical 
development. The next part of the 
itinerary was a visit to the Chalk- 
d e tte well Park battery station, in which 
i 101 ae are housed 268 Chloride cells with а 
Bie Л И capacity of 4,000 Ah, together with 
M AM a Lancashire Dynamo Со. booster. 
ior i t The switching here is arranged for 
either direct control or for “ге 
mote ’’ operation from the London 
Road station. At Leigh, where the 
visitors were regaled with tea, there 
are two large Diesel sets, consisting 
of 1,200 (nominal) h.p. six-cylinder 
engines, from the submarine U 164, 
driving 500-kW generators. The 
Leigh  sub-station was specially 
erected to accommodate the three 
200-kW sets ordered from Messrs. 
Belliss & Morcom, and only about 
half of the building is taken up by 
the German plant. The party was 
introduced to Mr. W. Sharpe, who 
is in charge of the Diesel plant. 
This gentleman was placed in charge 
of the first captured submarine, and has a thorough 
knowledge of the machinery. 

The inspection concluded at the London Road sta- 
tion, where there are installed four Belliss & Morcom 
three-crank, triple-expansion steam engines, опе 
coupled to a B.T.-H. generator and the rest to Crompton 
generators, each of 500-kW capacity; опе Howden 
triple-expansion engine driving an E.C.C. generator; 
and two more submarine Diesel sets. The last are 
similar to those at the Leigh sub-station, the generators 
being capable of an output of from 500 to 540 kW. 
They were taken from the U 100. The steam generating 
plant at this station has recently been extended by the 
addition of a new Ledward & Beckett evaporative con 
denser capable of dealing with 60,000 lb. of steam per 
hour, a  Niclausse boiler of 30,000 lb. capacity. 
an induced-draught plant, and an ash-conveyor and 
elevator. \ 

It is claimed that the Southend Diesel engine installa- 
tion is the largest of its kind in this country. The 
nominal output is 5,900 b.h.p., but this has been rated 
down to 4,000 b.h.p. or 2,500 kW. The generating 
costs, it is stated, are only half of those of the steam 
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plant, and, as mentioned before, there is a marked 
diminution in transmission losses, 

The construction of the generators is worthy of special 
mention. Each unit consists of two d.c. generators 
totally enclosed by a common casing. They have one 
bearing per armature and, therefore, two per set, 
thus allowing the armature to be rotated independently 
of the engine, if desired. Those at London Road sta- 


The armatures are considerably smaller than those of 
the usual 500-kW, 1,000-A, land-type machines. The 
great increase of output for a given size is accomplished 
by the use of forced draught fans (independently driven 
at 2,000 r.p.m.) forcing air through the ventilating 
ducts and thus to the windings. In the event of the 


stoppage of the fans, the temperature of the windings 
would rise very rapidly beyond the safe limit. 


With- 


Fia. 2.—TuHe LEIGH SUB-STATION. 


tion were constructed by Siemens-Schuckert in 1916, 
the continuous rating for each armature under genera- 
ting conditions being 1,000 A at 270 V, giving 270 kW 
at 450 r.p.m. Under motoring conditions (7.e., when 
propelling the submarine) the continuous rating was 
1,000 A at 220 V, giving 199 kW at 267 r.p.m. For 
one hour the rating is 210 V, 1,160 A, or 220 kW at 
338 r.p.m. 

The two generators are externally connected in series, 
making the whole a 540-kW unit. "The machine has ten 
main poles, interpoles, and a special compensating 
winding. Should a fault develop on either of the inter- 
poles or compensating winding, both can be immedi- 
ately cut out by means of the main terminal connec- 
tions, and the machine can be run as a “‘ shunt.” An 
interesting feature of the compensating winding is that 
it consists of single copper conductors 2 in. by 1} in., 
passing through slots situated under the main poles and 
parallel to the armature conductors. As the conductors 
of this winding are entirely separate, they are con- 
nected in series by means of heavily-enamelled copper 
back and front connections, giving the whole the appear- 
ance of an a.c. chain-wound stator. By removing the 
inspection door access is given to the brush gear and its 
respective flexible connections. On disconnecting these 
the rocker can be rotated and any particular brush arm 
can be inspected. These arms are made of mild steel 
fitted with copper oxidised spring steel brush boxes. 
fastened to the spindle with cast-iron clamps. The 
existence of so much iron and steel on this brush gear 
suggests that the Germans were rather short of brass 
during the war. There are ten brushes per arm, giv- 
Ing a total of one hundred per commutator, the dimen- 


sions of the brush being 2 in. long, 11/16 in. wide, and 
9/16 in. thick. 


out the fans and with inspection doors removed half 
load can be obtained with safety. This dependency of 
the main unit upon a small auxiliary is naturally a 
disadvantage. 

The two sets at Leigh were also made by Siemens- 
Schuckert and are dated 1918, being rated as 540-kW 
generators. They differ from those at London Road 
in respect of the construction of the field system. They 


Fia. 3.—ExTERIOR OF LEIGH SUB-STATION. 


have no compensating windings апа possess smaller 
brushes for the same output. The field system is of the 
revolving type connected to the main yoke by a heavy 
oil dash-pot. The dash-pot come into action under 
motoring conditions when heavy starting currents were 
required. By releasing the dash-pot the field system 
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can be rotated, enabling any field coil or interpole to be 
removed without disconnecting the main yoke or re- 
moving the armature. 

The Thorpe Bay generators were made by the A.E.G. 
of Berlin (1918), and have a continuous rated output of 
600 A at 310 V and 450 r.p.m. As the armatures are 
connected in series, an output of 600 A at 620 V, or 
312 kW, can be obtained. There are eight main poles 
without a compound winding, and the interpoles can 
be quickly disconnected by the main terminal connec- 
tions, | In’ this case also the field system revolves, if 
necessary, and. therefore has similar advantages to those 
at Leigh: The field current of these dynainos is ex- 
tremely high compared with the field current of those at 


London Road; in the total FR loss field coils at 
full excitation is approximately 20,450 watts. Those 
at London Road have a loss of only 7,469 watts 


for a greater output. The brush gear is made up of 
mild steel arms and brass boxes, there being three 
brushes per arm. giving a total of 24 per eommutator. 
The dimensions of the brush are 2 in. long, 14 in. wide, 
and 39/64 in. thick. Here also the maximun output 
is obtained by the use of forced draught fans. 

On all these sets it has been found necessary to under- 
cut the commutator mica. With a fixed brush position 


and within the range of the generators, all sets carry 


any load with perfect commutation leaving little to. be 
desired. 

Fig. l is à view of the Thorpe Bay installation from 
the generator end. Тһе engines are seen more clearly 
in fig. 2, which illustrates the Leigh sub-station. It 
will be seen that ample space has been provided in each 
case, and that the buildings are well lighted and venti- 
lated. Fig. З is an exterior view of the Leigh building. 

Upon the conclusion of the visit, the party was enter- 
tained at '' supper "' by Councillor ,G. Radford, the 
Chairman of the Light Railways and Electric Light 
Committee. In proposing the toast of ‘‘ The Electricity 
Undertaking,” the Mayor (Alderman Sir John Francis. 
J.P.) paid a tribute to the work of Councillor Radford 
and Mr. Robert Birkett, the borough electrical engi- 
neer, and Mr. Radford responded. In the course “of 
his reply to the toast of “The Electrical Engineer," 
Mr. Birkett outlined the history of the undertaking, 
and stated the reasons for his preference for Diesel 
plant. He gave some examples of the reliability and 
longevity of these engines, mentioning that in Germany 
many had been running practically continuously for 14 
or 15 vears. With Diesel engines a therinal efficiency of 
from 25 to 30 per cent, could be obtained. 


THE CORROSION OF LEAD-COVERED WIRING BY OAK. 


By P. DUNSHEATH, MA, 


B.Sc., 


Chief of Research, W. T. Henley’s Telegraph Works Co., Ltd. 


AN unusual ease of the corrosion of lead-covered wiring 
was recently brought to light by Mr. P. T. Kimmins, 
manager of the Lynton and Lynmouth Electric Light 
Со.” In carrying out the rewiring of the Lynton Town 
Hall, which is famous for its fine oak work, the exist- 
ing wiring was found ёо be very badly corroded in 
places and, as а matter of intérest, Mr. Kimmins sent 
several short pieces of the recovered cable to the ELEC- 
TRICAL Review office. By the courtesy of this gentle- 
man and of the Editors‘ we have been able to make ап 
examination of the samples, and have detected one or 
two points of sufficient interest to justify a few notes 
on the effect of oak on lead. 

The cable, which was 7/.029 v.i.r. lead-covered, was 
erected in 1900. Some of the wiring was carried out 
on beams of Stettin oak, and in places had been drawn 
through holes bored in the beams. Where the lead 
covering was not in contact with the oak there was no 
corrosion, but where it passed through the beams, cor- 
rosion had taken place to a serious extent. lig. 1 
shows the general appearance of two of the worst por- 
tions. The entire surface is coated with a white crust, 
varving in thickness up to more than one-sixteenth of 
an inch, which, on analysis, proves to be the basic 
carbonate of lead (white lead), and in places there is 
very little of the original sheathing left. "The deposit 
has been examined for traces of substances likelv to 
cause corrosion. Foreign matters, such as nitrates and 
chlorides, cannot be detected, and the carbonate is 
slightly acid; but, although the acid is found to be 

organic, it 1х not present in sufficient quantity to be 
identified, - 

In. considering the features of this case, it is of 
interest to note a few general considerations on the use 
of lead work in proximity to oak. For many years it 
has been recognised by architects and builders that lead 
should not be fixed in contact with green oak. Care is 
taken in museums not to store objects made of lead in 
oak cabinets, although mahogany and other woods are 
quite safe. The lead linings in old oak coffins are said 
to be converted to a white earthy mass of the basic 
carbonate, and, in erecting sulphuric acid chambers in 


*See ELECTRICAL REVIEW, Vol. 89, p. 817, 1021. 


chemical works, care is taken to keep oak away from 
the lead. 
A few years ago particulars were published} of two 


cases of failure of lead rooting due to the action of oak. 


In one case the lead sheet had lain in contact with a 


wood foundation for an unknown period—the building 
was two hundred’ years old—and, when taken up, was 
found to have a thick white crust of lead carbonate. 
Some of the beams were oak and some pine, but only 
those parts in contact with the oak showed the corrosion. 
In the second case, the lead had only been renewed nine 
years, yet in one part seven pounds of lead had been 
destroyed per square yard, while at another part of the 
same building, which was a church, lead laid in 1853 
was found to be still in good condition. | 

А correspondent of the Builders’ Journal some years 
ато} described a case where the lead glazing of windows 
in a billiard room was corroded with the formation of 
a white powdery substance. In this case the walls of 
the room were almost completely covered with oak panel- 
ling, and the ceiling had exposed oak joists and beams. 

It is fairly well known that the cause of the corrosion 
of lead in contact with oak is the presence of organic 
acids in the latter, The chemical action which takes 
place is best illustrated by the commercial method of 
manufacturing white lead. Strips of lead are hung in 
а chamber containing acetic acid vapour and moist car- 
bon dioxide. Although the chemical changes which take 
place are somewhat complicated, they ean be outlined 
as follows: The oxidation of the lead in the moist air 
first produces the hydroxide Pb (ОН),, which reacts witli 
the acetic acid ЄН, СО.ОН, forming lead acetate Ph 
(С.Н.О,).. In the absence of carbon dioxide the chemi- 
cal change would probably cease at this stage; but. 
with CO; present, the lead acetate is converted into the 
basic lead carbonate 2 Pb CO;Pb (OH). and the acid 
is partially regenerated for further action. In this 
way a small quantity of acetic acid can effect the cor- 
rosion of a large quantity of lead, as it may be used 
ever and over again. 

Among the organic acids found in oak are acetic and 


t Journal Society of Chemical Tndustry, Vol. 37, p. 30r. 1015. 
Builders’ Journal, Vol. 94, p. 149, 1906. 
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tannic, and it is by no means certain which is respon- 
sible for the corrosion of lead, although the action would 
probably be very much the same in either case. With 
tannic acid the intermediate product, instead of the 
acetate, would be lead tannate, but the final product 
would be the same—the carbonate. 

It is useful to connect some of the factors in the cor- 
rosion process with the various examples quoted. In 
the Lynton case the corrosion was most noticeable where 
the cable ran through holes in the beams. At these 
points, due to absence of ventilation, the air surround- 
ing the cable would be charged with the acid vapours 
from the wood; and temperature rise, due to current, 
would no doubt accelerate the chemical action. In the 
lead roofing cases there would be no ventilation under 
the lead sheet and the acid vapour would tend to be- 
come concentrated. Variation between one part and 
another of the same roof might easily be caused by tem- 
perature differences due to one part being subjected to 
the ravs of the sun and another part being always 
shaded. In the panelled library case, with such a large 
surface of oak—particularly if it were not well seasoned 
--the air in this room would become charged with the 
acid vapour which would tend to condense, along with 
moisture, on the cold window frames, so supplying the 
corroding influence just where required. This par- 
ticular action would not be likely to occur on a lead- 
covered cable in the same room as the relatively low 
so necessary for the condensa- 


temperature condition, 


approximate to the number of years the cable has been 
installed. Still higher magnification, which was only 
employed visually, showed that the lines seen in the 
photograph were made up of a large number of finer 
lines, and that the former are really due to the periodie 
crowding together of the latter 

One is very tempted to theorise on. this peculiar 
formation and on other minor observations of the struc- 
ture noted in the examination; but, whether the rings 
be due to the peeuliarities of colloidal diffusion, or varia- 
tions in temperature, humidity, or CO, content, a good 
deal of experimental work would be required to arrive 
at any satisfactory conclusion. 

In view of the recent discussion which has taken place 
on the relative merits of lead-covered and other systems 
of wiring. it is important that a case like the Lynton 
one should be given publicity. A case of corrosion here 
and there, which may be quite easily explained when 
investigated, is liable, in the absence of full inquiry, to 
create an entirely erroneous impression and may be used 
as a basis for destructive criticism as prejudiced as 
ungrounded. ..In rubber we have a wonderfully conve- 
nient insulating material; but, from its very nature, 
the life of a rubber-insulated cable is very closely related 
to the efficiency of the protection afforded it against the 
well-known destructive effects of air, light, and moisture. 
The use of a lead covering provides a remarkably good 
solution of this problem. For convenience of handling, 
on account of its ductilitv, a lead sheath has no rival. 


Fic. 1.—SAMPLES OF CORRODED CABLE. 


tion of the acid vapour in an open space, would not 
hold. The important factor, then, common to all cases, 
seems to be that of the ventilation in the immediate 
vicinity of the lead. 

Detailed examination of the Lynton samples under a 
microscope revealed one or two unusual points of 
interest. Sections of the cable, plus the corrosion pro- 
duct, were cut, mounted in wax, and polished. Fig. 2 
shows a complete section magnified five diameters, while 
fig. 3 shows a small part of the carbonate alone magni- 
fied twenty diameters.* 

It will be seen from fig. 2 that the lead carbonate is 
built up from the surface of the cable with a columnar 
structure, each column being not sector shaped, but hav- 
ing the same width at the top and bottom. This, of 
course, would be expected from considerations of the 
action involved. The corrosion takes place at the sur- 
face of the lead, and the new product raises the layers 
already formed, so building the columns by adding to 
the material at the base. 

The most interesting feature, however, was noticed 
under the higher magnification. As will be seen from 
fig. 3, annular rings similar to those found in the sec- 
tions of trees are clearly defined. The number cannot 
be counted with any precision, owing to the absence of 
definition near the outer skin; but it ap pears to 


— 


*The illustrations are toute fifths of the size of the original 
photographs.—Ebs. 


Fic, 2.—SECTION OF CORRODED CABLE FIG. 
(MAGNIFIED 4 DIAMETERS). 


З —SAMPLE OF [EAD CARBONATE 
(MAGNIFIED 16 DIAMETERS). 


It is absolutely impervious to air, light, and moisture, 
will not rust, and, in the absence of certain well-known 
and easily-avoided destructive agencies, has remarkable 
endurance. In spite of a certain amount of loose talk- 
ing on the subject of corrosion, a lead-covered rubber- 
insulated wire does make a sound mechanical and elec- 
trical job. Certainly it requires the exercise of 
common sense and judgment in use. To run a lead 
cable through an oak beam, where a plumber would 
decline to lay a waterpipe, is asking for trouble, but 
there is no reason why the intelligence should all rest 
with the plumber. Our own experience, as the result of 
experiments and observation, has been that, if the posi- 
tion is well ventilated, corrosion of lead in contact with 
well-seasoned oak is very slight indeed. We have met 
cases where, after many years, the effect even in å con- 
fined space has only amounted to the merest film on the 
surface of the lead, but obviously a beam of heavy sec- 
tion, even if well seasoned, must still contain organic 
acids in the interior, and, considering the circumstances 
under which it was erected, the Lynton cable did well to 
last as long as 21 years. 


OD EE EEE oa oe 2 жеш oe ee eee 


A “ Leader " Cable for Aeroplanes.—An experiment with 
an electric cable for the guidance of aeroplanes is to be com- 
menced at трек in the course of a few days. In France 
the reports of the experts and a sub-committee are awaited 
before commencing experiments.—Westminster Gazette, 
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A CALL TO THE ELECTRICAL 
CONTRACTOR. | 


By A. E. PERKINS. 


THaT a wide field of opportunity exists for the electric 
supply undertaking and the contractor, at the present 
time, few will gainsay. 

Not only is the field vast froin the standpoint of secur- 
ing new business, but when one considers that, from the 
ordinary house-building contract, the electrical con- 
tractor is only taking a matter of 2.4 per cent. of the 
total labour costs, the figure gives food for thought, 
alongside that of the plumber, for instance, who takes 
4 per cent. 

The writer has been struck, in looking over and 
analvsing a number of building bills of quantities. costs, 
&c., to find the different trades work out on the average 
as under:— 


Labour only 
Bricklayers x ea 32.5 
Carpenters ... M € 24.0 
Plasterers... m уз 17.0 
Painters E m ud 7.1 
Plumbers iS - 4.0 
Electricians ... M t 9.4 
All others... ы; T: 18.0 


100.0 per cent. 


It would appear from the foregoing that the electrical 
contractor is not taking anything like his share of new 
work that is going, and there is urgent need for a 
vigorous educational campaign amongst the public. 

'' Cleanliness is next to godliness," and good 
plumbers’ work and sanitation is a sine quá non in the 
modern house, but surely, in these days of labour-saving 
devices and servantless houses, there is ample oppor- 
tunity for-the electrical contractor to take a higher per- 
centage than 2.4 of the total labour costs. 

These figures are put forward, therefore, in an endea- 
vour to show the rank and file of electricians how wide a 
field of opportunity they have before them, 

The writer ventures to think that if a little less secrecy 
and mystery were observed, and the public educated in 
the rudiments as affecting the care, repair of small 
breakdowns, successful and efficient operation and main- 
tenance of the various electrical items marketed, there 
would be a real revival in the electrical contractor's 
business, but when, as so often happens, apparently diffi- 
culties are placed in the lavman's way, the whole busi- 
ness veiled in a shroud of mvsterv. is there anv wonder 
that the average householder fights shv of the all-clectric 
house! 


RUSSIAN NOTES. 


Russia's Electrification — Position.—The — Isvestiya — says 
that, according to the Glavelektro Department, оп 
January Ist this year there were 955 electric stations on 
Russian territory, with a total output of 410,000 kW, of which 
stations 621 are in towns and 332 in country places, whilst two 
are district stations. 


Where Russia is Electrifying.—A beginning has been 
made with the work of electrification of the following govern- 
ments and districts of the South-East of Russia: Don, Kuban- 
Black Sea, Stavropol, Ter, Gorsky Republic, Daghestan, 
Kabardinsk, and the Kabatchevsky-Tchetcher territory. Һе 
work is being directed by the district bureau of the Land De- 
partment and the technical staff includes 18 engineers and 15 
technical experts. The most active work at the moment is 
being done at certain selected points. 


Electricity in Agriculture in Russia.—The peasantry, says an 
official journal, are expecting considerable help from the 
Government in the introduction of electricity into agriculture 
and into village life. It is recommended that the Government 
should engage in propaganda to popularise electricity amongst 
the country people, including their education in the simpler 
forms of application of current. But they must be aided 
financially, and such aid should be accompanied bv the for- 
mation of co-operative societies to handle the business. This 


was provided for when the Elektrozem (country electric 
council) was instructed to draw up a normal agreement to 
apply to a co-operative country community for installing elec- 
tricity and the planning of variants to typical agricultural 
electric plante. Notwithstanding approved plans, &c., recom- 
mended by the Elektrozem for thirty agricultural plants, this 
number was reduced to a fifth, and further reduction is 
threatened. Obviously, says the writer quoted in the official 
journal, '" the reduced programme can only be called experi- 
mental.” . 

From midsummer the Practical Electrotechnic Institute of 
Moscow will start a course of instruction in electricity in 
agriculture. 

Russian Electrical Trust Difficulties.—Not long ago a con- 
ference was held at the offices of the Glavelektro (chief elec- 
trical department) attended by representatives of the electro- 
industrial trusts and responsible servants of the Glavelektro, 
at which questions were studied affecting current work, par- 
ticularly combination in the electrical industry. ^ According 
to the reports submitted by the representatives of the trust it 
appeared that the position of the trustified electrical industries 
was very discouraging. Most of the trusts began operations in 
the month of January this year, and with regard to the 
arrangements to once more effect combinations there was an 
insignificant reserve of cash, which made it impossible to put 
the business on a genulne commercial basis. — The financial 
position of the electric trusts was complicated further by their 
not having goods of such а nature as would quickly sell on 
the market, whilst the products which they did possess, and 
which might have been bought by the consumer, the latter 
was not in a position to pay for. 

One of the most discouraging features of the electrical busi- 
ness at present is the action of a large number of 
government establishments which, possessing some reserves 
of  electrotechnical inaterial have been throwing them 
on to the market at very low prices, practically selling 
them off, and thus depriving the trusts of the possi- 
bility of disposing of their goods in a regular wav. 
There is also to be observed the extremely abnormal 
position as to giving orders for electro-technical goods abroad. 
The representatives of the trusts submitted quite a number 
of cases in which branches of the electrical department, re- 
ceiving drafts in gold value, have’ been buying electrical 
material on the foreign market, altogether indifferent to the 
interests of the Russian electrical industry, which, it was 
said, could quite well have manufactured the said goods, and 
even have delivered them proniptly in completed condition. 
One of the most striking cases of this kind was the arrange- 
ment recently made to send an order abroad for cables to the 
value of 7.000,000 gold roubles, whereas this order could have 
been executed by the electric trust of Central Russia in a 
much shorter time, and at prices no higher than those on the 
foreign market. Ву taking energetic measures the trusts 
succeeded in preventing the transfer of this order abroad; but 
this does not exhaust the question of a better organised treat- 
ment of the question of purchases of electrical material from 
foreign houses. 

At the conference there was also discussed the abnormal 
position of the stores business. Hitherto stocks of electrical 
materials were not handed over to the trusts, and in soma 
stores electrical property is being jobbed off. Further, it was 
urged that it was necessary to regulate the importation of raw 
material and equipment from abroad that might be necessary 
in the electrical industry, so that, as far as possible, the pur- 
chase of goods on the foreign markets might be avoidejl—that 
is, of such goods as are made by Russian electrical establish- 
ments. 

In the discussion the question was raised of realising а por- 
tion of the products of the trusts abroad and the necessity for 
introducing high protective duties on some products of foreign 
manufacture, particular reference being made to the desira- 
bility of putting the production of lamps into the position of a 
government monopoly, and so on. At the conclusion of the 
discussion it was observed that the question of the present 
condition of the electrical industry should be submitted clearly 
to the governing bodies, indicating that without & close con- 
nection with foreign markets by way of export of some elec- 
trical materials produced in Russia, and also the introduction 
in a definite form of foreign capital into the Russian electrical 
industry, the revival of the latter is impossible. The con- 
ference decided to call a second meeting of the representatives 
of the trust in a short time in order to clear up the very acute 


. problems of the electrical industries. 


Scandinavian Amenities.—The Swedish Association of the 
Electrical Industry has just drawn the attention of the 
Government to the fact. that certain departments of State 


" have not observed the rule that preference is to be given to 


Swedish manufacturers in making purchases. In the present 
case the offenders are the Building and Pension Departments. 
which have purchased Norwegian elevators (lifts) at a price 
difference of only 10 ner cent., and these lifts, the Association 
stutes, are considered by the Norwegian State authorities to 
be inferior to the types made in Sweden. 
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THE ENGINEERING LOCK-OUT. 


Sik WILLIAM MACKENZIE’S REPORT ON THE CAUSES AND CIRCUM- 
STANCES OF THE DISPUTE. 


Os Thursday last week, just after we had gone to Press, the 
report was published of the Court of Inquiry (Sir William 
M. Mackenzie, K.B.E., K.C.) appointed by the Minister of 
labour, under the Industrial Courts Act, 1919, to inquire into 
and report upon the causes and circumstances of the Engineer- 
ing Trades Dispute, 1922, between the Engineering and 
National Employers’ Federations and the Amalgamated Engi- 
neering Union in relation to the Memorandum of November 
ith and 15th, and between the Engineering and National 
Employers! Federations and certain other Trade Unions (in- 
cluding the E.T.U.) in relation to clauses 1, 2, and 3 of the 
same Memorandum. The report is preceded by the following 
copy of the Memorandum referred to, and by a list of the 
* Unions :— 


MEMORANDUM OF CONFERENCE held on November 17th and 


Isth, 1921. 


I. General.—1. The Trade Union shall not interfere with 
the right of the emplovers to exercise managerial functions in 
their establishments, and the Federations shall not interfere 
with the proper functions of the Trade Union. 

2. In the exercise of these functions, the parties shall have 
regard to the provisions for avoiding disputes of 17th April, 
1914, which are amplified by the Shops Stewards and Works 
Committee Agreement of 20th May, 1919, and to the terms 
of other national and local agreements between the parties. 

3. Instructions of the management shall be observed pend- 
ing апу question in connection therewith being discussed 
in accordance with the provisions referred to. 

II. Overtime —It is agreed that in terms of the Overtime 
and Nightshift Agreement of 29th and 30th. September, 1920, 
the employers have the right to decide when overtime is 
necessary, the workpeople or their representatives being en- 
titled to bring forward under the provision referred to any 
cases of overtime thev desire discussed. Meantime the over- 
time required shall be proceeded with. 

Signed on behalf of :— 


The Engineering and the The Amalgamated Engineer- 
National Employers’ Federa- ing Union: 


tions : J. Т. BROWNLIE, . 
ALLAN M. SMITH, Chairman. 
Chairman. A. H. SMUTHURST, 
JAMES BROWN, Secretary. 
Secretary. 


The Court sat at 5, Old Palace Yard. London, on April 98th 
and May 3rd to 6th, inclusive. Only two witnesses were 
called (and these appeared for the A.E.U.), but other parties 
put in a considerable amount of documentary evidence. 

The immediate cause of the dispute was a dillerence between 
the employers and the A.E.U. as to the interpretation of 
Clause (j) embodied in an agreement of September 29th and 
30th, 1920, concerning the question of overtime, t.e. :— 

“ (j) The Federations and the Trade Union agree that 
systematic overtime is deprecated as a method of produc- 
tion, and that when overtime is necessary the following 
provisions shall apply, viz. :— 


No Union workman shall be required to work more 
than 30 hours’ overtime in any four weeks after full 
shop hours have been worked, allowance being made for 
time lost through sickness, absence with leave or en- 
forced idleness. 

In the following cases overtnne is not to be restricted— 


Breakdowns 
Revie wane | Whether for the employers or their 
Alterations | customers. 


Trial trips. 
Completion of work against delivery dates. 

So far as repairs to ships are concerned, the removal of 
restriction on overtime shall not allect the operation of 
any agreement made by the Union or its constituent 
Trade Unious with organisations of ship repairing еш- 
plovers.” 

The agreement from which this clause 1s extracted was sub- 
mitted to the menibers of the A.E.U., and, on a ballot, уак 
accepted by a majority of some 43,000 out of a total vote of 
some 81,000; it took effect on or about December 19th, 1920. 

On December 28th, 1920, a circular letter was addressed to 
the district delegates of the Amalgamated Engineering Union 
by the general secretary, which contained the following obser- 
vations :-- 

' With regard to Section (j) of the agreement. which 
deals with the maximum amount of overtime that mem- 
bers are called upon to work, it shouid be understood that 
the paragraph implies that it is considered necessary by 
both parties. ў 

District committees should have due regard to the nuin- 
bers of men unemployed, and whether such overtime will 
tend to absorb members who are unemployed." 


The employers. on becoming acquainted with the construc- 
tion which had been placed by the A.E.U. on the clause in 


question, challenged its accuracy, and the parties met in 
conference to consider the matter on April 7th, 1921. 

lhe report contains a lengthy narrative of the correspon- 
dence, discussions, ballots, lock-out developments, &c., and 
proceeds to state various considerations relating to these 
matters. Finally the Court states the conclusions at which it 
arrived in the following terms :— 


(1) As affecting the Employers and the Amalgamated 
Lingmeering Union, 


47. The veneral eonditions in regard to overtime are settled 
by the overtime agreement of September, 1920, which provides, 
inter alia, that 

(a) Systematic overtime is to be deprecated; 

(b) Necessary overtime for breakdown,, repairs, replace- , 
ments, alterations, trial trips, completion agaist 
delivery, dates, &c., is to be allowed; 

(c) Thirty hours in any four weeks may be worked; 

(d) Rate of payment for overtime is increased to. time- 
and-a-halt. 

The question of necessity in regard to overtime is related to 
the requirements of the work to be done and the business in 
hand, and as to this necessity the management alone are in a 
position to judge. The National Avreement, allowing ЗО hours 
in four weeks. Imples that, up to that Umit, overtinie, granted 
its necessity, Is regarded as reasonable. Up to that limit there 
must be freedom to the nemagement to act in the exercise 
of their. discretion. Beyond that limit. overtime would be 
open to the suggestion that it is unreasonable. The general 
limit of 30 hours 18, of course, subject to further’ discussion ; 
and if experience shows that the deterrent economic effect of 
the rate of time and a half is inadequate to prevent unneces- 
sary overtime, there is a case for further negotiation with a 
view to.a revised national agreement. 

(2) .ts affecting the Employers and all the Unions. 

(a) The employers contend that if British engineering 18 
to maintain its appropriate place in the forefront of 
the industries of the world there must be freedom to 
the management to introduce such changes into. the 
works as may be necessary for the proper develop- 
ment of the industry. There are general agreements 

between the national organisations of the employers 

and the Trade Unions settling many of the conditions 
of emploviment in. the industry and providing detailed 
machinery for the discussion of matters arising be- 
tween employers and employed. It is understood 
that the emplovers are willing that the Kind of ques- 
tion which has been under discussion during. the 
present dispute should be settled by general national 
agreement, or determined in accordance. with pro 
cedure set up by such agreements. This is a view 
to which the Unions do not take exception. 

(b) In the ordinary course, a projected workshop change 
would be more or less common knowledge in the shop 
for some time before the proposed change was made, 
but information as to the proposed change in the recog- 
nised working conditions should be given to the work- 
people directly concerned or their representatives in 
the shop. and in order that there may be time for 
discussion, if discussion s desired, the information 
should be avalable to the workpeople directly con- 
cerned or their representatives in. the shop a limited 
period before it is proposed that the change should 
be made. 

(c) The opportunity for prior consultation between the 
management and the men directly concerned or their 
representatives in the shop upon proposed changes in 
the recognised. working conditions should. be adequate, 
but should not involve undue delav. If consultation 
during the limited. period mentioned in the last para- 
graph does not result m an agreement, the further 
stages of the Provisions for Avoiding Disputes should 
follow, but in the meantime the management may, 
if they think it necessary and in the exercise of their 
discretion, put the change mto operation, any subse- 
quent agreement that may be reached upon the case 
having retrospective effect where appropriate. In 
the case of those Unions which have not vet any 
provisions for avoiding disputes, a simple procedure 
should in the meantime be adopted to deal with 
changes m the shop. 

(d) It is evident that the opposition to change on the part 
of the skilled men is due largely to the uncertainty 
which the members of the Unions feel as to their 
position if they are displaced as a result of the change. 
An expanding industry like the engineering trade is 
capable of making readjustments affecting particular 
classes of workpeople, while at the same time pro- 
viding for the proper utilisation of the skill thus set 
free. , 

An agreement to the principle of making such 
arrangements as shall provide avenues of employment 
for such men ought not to be ditheult; and as the 
success of any change depends largely on its willing 
acceptance by the men, the measure of such acceptance 
will depend on the action of the emplovers, in con- 
junction with the Union. in accommodating in skilled 
employment the men set free. 
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It will of course be understood that the changes referred 
to, which are the subject of difference between the parties, 
аге not changes in such matters as wages and hours, which 
are determined on a national basis. 

.45. These conclusions doubtless require elaboration, and 
require to be stated with greater preciseness for the purpose 
of any formal agreement between the parties. In my opinion, 
however, the matter is one in which no agreement, however 
carefully devised, can wholly take the place of good sense and 
good will between the parties, and an appreciation by either 
side of the difficulties and point of view of the other. The 
managing of a business is a responsible and difficult task, and 
no individual workman or Trade Union official should unneces- 
sarily or without good cause add to its anxieties. Similarly, 
each employer, and those acting under him, should recognise 
that, in his more restricted sphere, the workman is conscious 
that issues are sometimes at stake which are of the utmost 
importance to him and upon which consultation and, as far 
as possible, accommodation may be the wisest as well as the 
most humane policy. 

Sir Willtam Mackenzie expresses high appreciation of Mr. 
Godfrey H. Ince's services and assistance, as Secretary, dur- 
ing the course of this inquiry. 


—Ó——— 


PARLIAMENTARY NOTES. 


(From ovr SpectaL PARLIAMENTARY REPORTER). 


Gramptan Electricity Supply Bill.—When the Select Com- 
mittee of the House of Commons which has been considering 
this Bill met on May 9th, it was announced that agreement 
had been reached on all points in dispute with regard to the 
protection of proprietorial rights and other matters. The 
Committee then formally examined the Bill and adjusted the 
Clauses and ordered the Bill to be reported to the House. 

In the House of Commons, on May loth, Mr. Briggs asked 
the Chancellor of the Exchequer if he was aware that the pro- 
moters of the Grampian Electric Supply Bill had received a 
letter, dated April 20th, 1922, from the secretary of the Trade 
Facilities Act Committee stating that, subject to the approval 
of the Electricity Commissioners, the committee would be pre- 
pared to recommend a guarantee of both capital and interest 
of the debenture issue of the company equal in amount to the 
ordinary share capital of the company; and was he satisfied 
that the commercial future of this company warranted the use 
of public money to guarantee capital and interest to such a 
proportion of debenture issue.? 

Sir R. HoRNE replied that he stated during the passage of 
the Trade Facilities Act that he proposed to be guided in the 
guarantees given under the Act solely by the advice of the 
Trade Facilities Act Advisory Committee, which consisted of 
three business men of very great experience and ability. He 
understood that the committee was prepared to recommend 
a guarantee 1n this case provided the scheme matured in time. 

[L.C.C.. (Tramways and Improvements) Bill.-—This Bill (the 
title of which has been changed from the Т.С.С. (Tramways, 
Trolley Vehicles and Improvements Bill) came before a Select 
Committee of the House of Commons on May 10th, Mr. 
Ormsby-Gore presiding. When the Bill received a second 
reading it contained a proposal that powers should be given 
to construct a trolley tramway to be run from Norwood Road 
to the Crystal Palace. Tt was stated that as the local 
authority, the Lewisham Porough Council, had exercised its 
right of veto, that part of the scheme had been dropped. The 
remainder of the Bill was concerned with the construction of 
an electric tramway of about five-eighths of a mile along 
Amhurst Park, connecting the L.C.C. tramway in Stamford 
ИШ and that of the Metropolitan Electric Tramways Co., 
which opposed the Bill, in Seven Sisters Road. It was ex- 
plained that the local authorities concerned desired that the 
tramways should be made. The only opposition came from 
the Metropolitan Electric Tramways Co. 

The CHAIRMAN said that the Committee had unanimously 
agreed to pass the Bill. If the ground for rejecting the Bill 
was to be congestion, the Committee would have expected that 
the Ministry of Transport and the police authorities would 
have had some observations to make, but no such observations 
had been made. It did not seem that the property 
of the Metropolitan Electric Tramways Co. would be 
damaged or in any way rendered less valuable or would be 
prejudiced, The Committee, therefore, ordered the Bill to be 
reported to the House. 


Ayr Burgh Electricity Bill. —A' Select Committee of the 


House of Lords, presided over by Lord Bristol, began the 
consideration of this Bill оп Мау 9th. The measure has been 
promoted by the Corporation of Avr with the object of em- 
powering it to construct generating stations and works, 
and to utilise the waters of Loch Doon for the purpose of 
generating electricitv for the burgh of Ayr and the surround- 
ing district. to be included in the extended area of the 
Corporation. The promoters intend to augment the existing 
supply of electricity, which is generated by steam in the burgh, 
and which is found to be inadequate. Originally there were 
ten petitioners against the scheme, but three of these have 
withdrawn, among the remaining petitioners being: the 


County Council of Ayr, the Kilmarnock Town Council, the 
Doon Fishery Board, the River Doon Syndicate, and the 
Marquis of Ailsa. 

Мг. H. P. MacMintan, K.C., for the promoters, said that 
if they were permitted to proceed with the scheme, the Cor. 
poration would be enabled to double the output of the existing 
plant, and so meet all requirements. The hydraulic works 
would cost about £113,000; the power station and equipment 
£43.000; the transmission system £58,000; and the general 
costs £6,000; a total of £220,000. The present charges to the 
consumer Were very low, and were regulated by the Order of 
1590. For any amount up to 20 units 13s. 4d. was charged, 
and for each unit over 20 Sd. per unit, with a provision that 
20 units would be supplied. It was proposed in the present 
Dill to increase the charge to 1s. per unit. It was also pro- 
posed to extend the area supplied. with electric power by the 
Corporation. The scheme would involve the acquisition ot 
the necessary land, the erection of a power station, and the 
turning of Loch Doon into a reservoir. The raising of the 
level of the loch by 5 ft. would not involve the submergence 
of land of any nnportanee, while with regard to the sluices at 
the loch, the Corporation desired to have control of these, with 
certain safeguards. There was a fall of 1290 ft. in three. 
quarters of a mile from the entrance of the loch, and this was 
admirably suited for the purpose in view. The crux of the 
whole scheme was the generation of the water power through 
that three-quarters of a mile. 

Mr. Sanbeman, K.C.. for the Kilmarnock Town Council, said 
that Kilmarnock had made arrangements to supply Avr and 
the surrounding district with electrical power, and m- 
creased its power station on the understanding that a 
bargain. which had been entered into with Avr would. be 
ratified. This “ little toy scheme " of Avr was extravagant in 
the highest degree. 

The Committee adjourned, and at the resumed hearing. on 
Мау 10th, Mr. MacMillan said that the Ayr County Council 
had withdrawn its opposition on terms agreed. on. The pro- 
moters would not press for an extension of their supply area 
in the southern part of the county, but asked that they should 
not be precluded from supplying electrical power in the county 
if they so desired. After hearing evidence the Committee 
again adjourned, 

Further evidence was heard on May llth, and the Com 
mittee again adjourned. | | 

Miscellaneous Bills.—The Yorkshire Electrie Power Bill and 
the Great Northern Railway Bill have been read a second time 
in the House of Commons; and the Bristol Tramways Bill 
and the Nottinghamshire and Derbyshire Tramways Bill have 
been read the third tine. The Ayr Burgh (Tramways, &c.) 
Order Confirmation Bill. bas been read a second tine. 
The South Wales Electrical Power Distribution Co. Bill has 
heen read a third time in the House of Lords and passed, as 
has also the Metropolitan Railway Bill. | 

State of Trade and Industry.—Mr. Stanley. Paldwin, the 
President of the Board of Trade, during a discussion on the 
Board of Trade Vote m the House of Commons on May Hth, 
said that the coal trade was the only one which. after pro- 
tracted and very severe suffering. had got down to an economic 
level, and the result had been that the coal trade was the only 
one in. which the export trade had come back to something 
like the pre-war average. For the country nothing could be 
of greater. importance, because coal was one of our most 
valuable exports, and until we could begin to export freely we 
should not begin to find the machinery for paving for our 
goods. The iron and steel trades were going through a very 
diffeult time, but it was something to see orders coming in. 
The only thing for that trade. and the only thing for all, was 
patience and hard work. The right hon. gentleman gave 
favourable reports of the cotton, woollen, hosiery, leather, and 
chemical trades, and said that thre electrical trades were fairly 
busv. The textile machinery trade had been very busy. 


Industrial Unrest.—J.ast week the Minister of Labour was 
asked whether he could state the national loss in time and 
wages, respectively, through industrial unrest in the last two 
months. 

Dr. Macnamara said that the aggregate time lost in March 
and April in trade disputes involving stoppages of work was 
estimated to have amounted to approximately 9,000,000 work- 
ing days. This figure included time lost by workpeople 
thrown out of work owing to the disputes at the establish- 
ments where the disputes occurred, as well as by those work- 
people actually on strike or locked out, but it did not include 
time lost by workpeople rendered idle at other establishments, 
as to which figures were not available. The information in 
his possession was not sufficient to enable hhn to give а 
reliable estimate of the aggregate loss in wages resulting from 
the disputes. 


Broadcasting to Iraland.—Mr. O'Neill asked the Postmaster- 
General whether wireless telephone receiving Instruments 1n- 
stalled under the new scheme in Northern Ireland would be 
within reach of any of the broadcasting stations in Great 
Britain; and, if not, would he say what steps he proposed to 
take to enable the public in Northern Treland to take advant- 
age of the facilities recently announced, in view of the fact 
that the Post Office in Northern Ireland. was still administered 
wholly by the Imperial Goverpment. 
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Mr. KELLAWAY said that if a broadcasting station was erected 
at Glasgow under the new scheme it could, no doubt, be heard 
in Northern Ireland, but better results would probably be 
obtained if a station were eventually erected in that area. In 
view of the present position in Northern Ireland licences were 
not at present being issued, but when the situation became 
more normal the claims of that area would not be overlooked. 

North Metropolitan Electric Bill.—The Unopposed Bills 
Cominittee of the House of Lords had before them on Tuesday 
a Bill to confer further powers on the North Metropolitan 
Electric Power Supply Co. to provide for the vesting in the 
said company of the undertakings of the North Metropolitan 
Electric Power and Distribution Co., Ltd., and the dissolution 
of that company and for other purposes. There was no oppo- 
sition, and the Bill was passed for third reading. 

Electricity (Supply) Bill.—On Monday last Mr. Neal (Parlia- 
mentary Secretary to the Ministry of Transport) moved the 
second reading of the Electricity (Supply) Bill in the House of 
Commons. He reviewed the history of legislation affecting 
electricity in this country, and after explaining the provisions 
of the Bill, said that it proposed to complete and make work- 
able the measure of 1919. It gave the joint electricity 
authorities, subject to the approval of the Electricity Com- 
missioners, power to borrow, and those persons interested 
power to lend, in respect of electrical undertakings. Since 
1919 no fewer than 930 applications for borrowing had come 
before the Commissioners, and 865 of these had been dealt 
with; 943 out of 253 applications relating to price revisions 
had been disposed of; and 75 Special Orders had been made. 
He emphasised the fact that while other countries were de- 
veloping their power supplies from natural sources and com- 
petition in industry was becoming keener than ever, we were 
dealing with a wasting asset In our coal supply. It was a 
scientific fact that in the production of steam power 80 per 
cent. of the calorific value of coal was lost, and while indi- 
vidual manufacturers were put to the cost of restoring their 
own power-producing plants, we were bv those means handi- 
capping the development of industry. 'The Bill would be of 
value in relieving unemployment in the best possible way. 

The rejection was moved by Mr. G. BaLFour, who said that 
he wished to secure proper and adequate control by the House 
of Commons over the finance of the large authorities proposed 


to be set up under the Act of 1919, not one of which had beem, 


created. He contended that financial powers should be given 
to the Joint electricity authorities by Provisional Orders, which 
orders should be laid before Parliament for confirmation. By 
this measure of Parliamentary control some safeguard against 
waste would be provided. 

Sır R. CrovaGu seconded the rejection. 

Sır PuiLir Dawson expressed a fear that certain clauses 
would be likely to make electricity dearer rather than cheaper. 

Mr. Myers, on behalf of the Labour Party, supported the 
general principles of the Bill. 

The debate was adjourned at 11 o'clock. 


LEGAL. 


WESTMINSTER ELECTRIC SUPPLY CORPORATION, LTD., v. WYKEHAM 
Stubios, тр. 

Mr. JUSTICE SWIFT was engaged in the King's Bench Division 
on May 9th and J0th in hearing an action by plaintiffs against 
the Wykeham Studios, Ltd., of 165, Victoria Street, Westmin- 
ster, to recover а balance of account for electricity supplied. 
The case raised an interesting question whether energy used 
for arc lamps in photographic businesses should be charged at 
lighting or power rates. 

Mr. W. S. Kennedy appeared for the plaintiffs, and Mr. 
G. R. Blanco White was for the defendants. 

Mr. KENNEDY, 1n opening the case, said that the claim was 
for £52 18s. öd., and defendants had admitted £48 55. 10d., 
so that a comparatively small amount was in dispute. There 
was no dispute as to the quantity of energy supplied—the sole 
question being as to the rate which plaintiffs were entitled to 
charge for energy used in arc lamps for taking photographs. 
The defendants claimed that the charge should be at the 
power rate, but the plaintiffs said that they were entitled to 
charge up to the maximum so long as no undue preference 
was shown. In July, 1913, the defendants entered into a con- 
tract to tuke a supply for certain lamps for lighting purposes 
and for a photographic are lamp, which agreement provided 
for a lighting rate of 44d. per unit. The photographic are lamp 
being on a separate circuit, was charged for at a lower rate. 
In 1916 the plaintiffs claimed to alter the terms of supply, and 
gave notice to the defendants. This provided for a certain 
number of incandescent lamps for hghting and one 50-ampere 
photographic arc lamp at the penny rate, which was continued 
upto Mav, 1921. After 1916 there were increased costs of pro- 
duction, and the plaintiffs gave notice of an increased charge 
for the arc lamp, viz., the ordinary lighting rate. There was 
no suggestion in this case that it was necessary to supply 
power at one rate and light at another. No suggestion was 

made in the defence that any undue preference had been given. 
Such a construction of the Act as the other side was con- 
tending for would lead to a state of affairs never contemplated 
by the Legislature or anyone connected with the Act. It was 


impossible for any undertaking to supply a person using а 
small arc and for a short time at the same price as It would 
supply power to a railway company. Keterring to the deten- 
dants' uttidavit, counsel said that they claimed to continue the 
use of the arc lamp at the power rate because they had 
hitherto been supplied at that rate. He did not admit that it 
was a power rate because it was charged at power rate. The 
company had a power rate, and it would vary according to 
the circumstances under which it was used. 

His Lonpbsuie: Does it concern you to say that this is 
separate from the power rate, seeing that vou have the righ$ 
to fix the power rate according to circumstances? 

Мн. KENNEDY said he did not know that it did. If the 
plaintiffs were entitled to vary the power rate, which he was 
not concerned to deny, the defendants were supplied for power. 

His LonpsHIP said that upon the facts he was inclined to 
think that this was energy supplied for power purposes, and 
the plaintiffs’ case was that 1t was a supply in. which they 
had a right to differentiate as to the rate at which they 
charged. The defendants appeared to have assumed that there 
was no right to differentiate in the charges for power. 

MR. Buanco WHITE said he did not wish to put his case 
higher than it was. His point was that they might charge 
him the power rate if they did not charge more than the maxi- 
mum, and that, he contended, was what they were doing. 

His Lonbsuir: You are complaining. of undue preference 
because they are charging you more than they are charging 
other users for power purposes, although somewhat less than 
the lighting rate. 

Mr. WHITE said he contended that they were in the power 
class, and were entitled to be charged not more than the least 
favoured of power users. What the company haa done was to 
slightly alter its form of agreement and call it a general 
form of agreement for supplying electrical energy. They 
originally took supplies in 1916, which terminated in 1921, 
and they were charged the lighting rate until Christmas, 1921, 
when they entered into an agreement, and the Corporation 
admitted that it was not a power charge at 4d. a unit. His 
clients were not parties to that agreement, and they said that 
the charge for power was 2d. or lid. per unit, and, as defen- 
dants were in the power class, they said that they were being 
charged more than the maximum for power, as they were 
asked to pay 4d. instead of lid. The power charge was 
originally ld., but had gone up during the war. 

His LORDSHIP : They are making a new class altogether. 

Mr. WuiTE said the Photographic Association had admitted 
it was not power, and in consideration of that admission they 
had got a reduction of 2d., but defendants were not bound 
by that, and in consequence the matter was now before his 
Lordship. 

His LorpsuHir pointed out that the members cf the Photo- 
graphic Association were paying a different rate from other 
light and power consumers. 

MR. WHITE said he relied upon the company's advertisement 
that it supplied electricity for power purposes at 14d. per unit. 

Mr. KENNEDY admitted that the company offered to supply 
electricity for the purposes of power at 144. per unit; that 
was a price adapted to some cases, but not to every case. In 
each case & special charge was made. They were charging 
defendants the same rate as every other consumer in the dis- 
trict who was using the current for the same purpose under 
similar circumstances. The defendants had had an agree- 
ment subject to three months’ notice to terminate. Unless the 
defendants went to the length of saying that a fixed sum 
must be paid by all power users, they must fail. There was 
no evidence of undue preference. Neither did Mr. White 
think his clients were charged above the maximum. In the 
circumstances, he said. the company was justified in charging 
defendants 4d. per unit. 

His LorpsHip said the case raised important points in con- 
nection with the supply of electricity, and he would reserve 
his judgment. 


Porter v. Mayor, &c., oF IpswicH. 


Ох Mav 11th, before a King’s Bench Divisional Court, the Rev. 
Edward W. Porter appealed for the reversal of a decision made 
by Judge Marchant at Ipswich County Court. Plaintiff had 
apphed for damages and an injunction against the Corporation 
on account of the erection of electric lighting poles upon a 
bank bordermg his property and a public road. The County 
Court judge held that the poles were erected on public 
property, and dismissed the action. ase ge 

Mr. Hawke, K.C., for appellant, said that Mr. Porter’s 
property was bounded on the highway side by a bank extend- 
ing about 600 ft. along the road. In correspondence the Cor- 
poration had contended that this bank had slipped forward, 
owing to rain and snow, and encroached 44 in. upon the high- . 
wav. The Corporation also pleaded its statutory titles as light- 
ing authority. 

Mr. Montcowery, K.C., for the Corporation, said that the 
Corporation wished to establish that, as a lighting authority, 
it had power to put posts into land, the surface of which was 
dedicated to the public as highway. He maintained that the 
roadway extended from the hedge on one side of the road to 
that on the other side. 

Mr. Justice Bray said that this was a fallacy. as a boundary 
fence included the hedge and the bank on which the hedge 
was situated. 
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Mr. MONTGOMERY said that the bank on which the hedge 
was placed was 2 ft. high, and horizontally from the line of 
the hedge to the edge of the grass was 2 ft. 6 in. 

Mr. Hawke asked that the case should not be sent back but 
decided at once. Mr. Porter had thrown the onus of proof 
upon the Corporation, which had failed to discharge it. 

In giving judgment, Mr. Justice Bray said that it was 
argued that what the County Court judge found was simply 
that the particular points where the poles were put did not 
belong to the plaintiff; 16 was not disputed that the poles were 
put on the slope of the bank. The judge undoubtedly found, 
and wrongly, that the whole of the bank belonged to the high- 
way. 'The Corporation, as to the four poles, must be found 
trespassers. Regarding two of the poles, the digging of which 
plaintiff said disturbed his sub-soil, the Corporation pleaded 
Section 2 of the Gas Works Clauses, 1817, which it said en- 
titled lighting undertakers reasonably to break the surface of 


dedicated roads. The appellant said that a following proviso | 


required that, where the land of a private owner was to be 
disturbed, his consent must be first obtained. Six feet was a 
reasonable depth for the poles, and no structure beneath was 
interfered with. The plaintiff must, therefore, lose on his 
contention us to these two poles. He also complained of the 
cutting of a tree, to which, the Corporation suid, Mr. Porter’s 
sister had given sanction. Miss Porter had no authority to 
do this, and Mr. Porter objected. The plaintiff would be given 
the nominal damages of ds. for the cuttting of the tree, 40s. 
damages for the placing of the four poles, and his injunction 
against the electric lighting authority, with costs, except that 
he must bear the additional costs, if there were any, of his 
plea with regard to the digging for the two other poles. 

Mr. MONTGOMERY asked for leave to appeal, as it might be 
а serious matter if the Corporation had to remove the wires 
and was unable to give a supply of electricity. to an applicant. 
It might be that the proper course was to consult the Elec- 
tricity Commissioners under the statutes. I.eave to appeal 
was refused, but the appellant agreed to a limited stay of exe- 
cution. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 

. until. the following weck. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless wc have the wriler's name and 
address in our possession. : 


Joints Behind Switches. 


We were interested in the series of replies to Mr. Martin 
Coleman's letter, with regard to a form of cornection ter- 
minal in switches. : 

From our point of view, the connection terminal is very 
useful, but we think it a rather dangerous thing to use in 
view of the fact that it exposes the ''feeds"' to possible 
abuse and other disadvantages. 

Mr. Martin, presumably like a good many more, is “ fed 
ор’ with the form of porcelain connector, with its little 
screws that often chew the wires in half, and the porcelain 
protection that has considerable surface leakage, and other 
troubles too numerous to mention. 

We are one of those firms that are also '' fed up," as the 
saying goes, so we turned to and devised our own connector, 
which is now incorporated in our recently protected wiring 
system (which, by the way, is based upon the cost per out- 
let and our experience as contractors). 

We send you two cards descriptive of our connectors which, 
we trust, will interest many of your readers. 


——' 
Exe 
B 


Fig. 1 shows an enlarged view of the all-metal or all-insula- 
tian connector, The connector comprises three members—an 
Insulated or anetallic core, externally serew-threaded, B, and 
two sleeves, A, internally screwed to fit B, having slits cut in 
them at А. In the working of this connector, the ends are 
prepared in the usual way, and the sleeves are slipped over 
them; the bared ends of the cable or wire are then threaded 
through the bore of the core and their extremities are set 
down at right angles, 

The sleeves are then brought up and the sleeve slits made 
to engage the wires: the subsequent act of screwing the 
sleeves on the core tends to wind the extremities of the wires 


around one another, as shown in the section. In a modifica- 
tion of this we are putting copper tube inserts in the core, 
Which we hope will considerably increase the conductivity 
and mechanical strength of the bond. We may say that the 
metallic connector is for use with non-insulated wires or 
cables. The connector js simple, requires no tools, and makes 
a sound reliable joint of copper to copper with considerable 
strength. 

Figs. 2 and З show our ‘ Pill-box ” connector, which is used 
principally to form the connections in the tee boxes, used in 
the wiring system, and by which we are able to put a large 
number of joints comfortably in a very small space and be 
perfectly sure of their insulation reliability. Fig. 2 shows the 


lig. 2. 


form of metallie bond of the wires, which has the advantage 
of being securely made without possible damage to the wires, 
and without obstruction by any surrounding objects. After 
this Joint has been made, the rubber box, fig. 3, lined inter- 
nally with para, is taken in which the joint is placed. In 
order to get the jomt into the box, it is parted open at the 


S S 


Еа. 3. 


slit s, wide enough for the joint to pass and lie snugly in the 
box. With proper formation it is quite un easy matter to 
get as many as four connections in the area of, say, an ordin- 
ary §-1n. conduit tee. 

We hope shortly to put these on the market, and if any 
of your readers wish for further information we shall be 
most pleased to give it at any time. 

George Humphry, 


Bristol, May 15th, 1922. Humphry Electric Co. 


The Cost of Living in India. 


Referring to the correspondence regarding the cost of living 
in India and the letter from Mr. Lee, it is rather interesting 
to note the very rapid rise in prices which must have taken 
place within three years from the time һе mentions. 

I came to Calcutta 27 years ago, and although I could not 
afford to live in one of the best parts of the town, my mini- 
mum living expenses, without allowing anything for doctor, 
holidays, or recreation, were Rs.185 per month, and I had 
precious little enjoyment in life out of that. 

However, what happened 30 years ago 1s of little use to men 
proposing to come out here now, and from mv experience 4 
man who once comes out here and stays out here any time 
has little chance of obtaining work elsewhere afterwards; he 
must, therefore, be prepared to stick it for the rest of his 
working days, which may be considerably shortened by the 
climate or his mode of living. \ 

At the present time, for a young unmarried man who wants 
to put a bit by, it is useless to start on less than Rs.500 per 
month, and for a married man Rs.1.000 is on the low side 1f 
he wishes to give his wife any comfort and send his wife and 
family (if any) home within a reasonable time. 

The whole cost of living out here is inflated to such an 
absurd extent that the game is not worth the candle; there is 
little comfort except for people with plenty of money. and 
half a loaf at home of British bread is worth a very large 
Whole one of Indian. 

My advice, therefore, to those who propose to come out 1s 
“don’t.” especially if you are married, unless you want to 
spend the rest of vour working davs in India, and also, if 
married, be separated most of the time from vour family. 


Calcutta. ** Battiwallah." 
April 21th, 1922. 


Opportunities for Business. 


In view of the present cost of materials and labour, many of 
those who have electric lighting installed are prevented from 
appreciating to the full extent the advantages secured by the 
use of improved methods of switching. Possibly it may not 
he generally known that many of these facilities are easily 
obtainable at little expense, und practically without altera- 
tions to, or Interference with, the existing wiring. 


On s o0 
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For instance, conversion from single to two-point control 
in such places as bedrooms, oftices, staircases, halls, passages, 
ќе., means the simple replacement of the existing switch by 
a two-way; from the latter switch a triple-flexible cord can 
be carried to the position where the extra control 1s required, 
at which point a second two-way switch is fixed. Three-core 
cable, with metal or other sheathing, can of course be used, 
if desired. 


This conversion from single to two-point control is shown in —- 


the first two diagrams of the accompanying figure. 

Should similar control be required from a third, or even a 
fourth, position, the third diagram shows the simple exten- 
sions which give the desired result. Where more than two 
switches are used, the additional ones must be of the interme- 
diate pattern. 

[f preferred, both the end and intermediate positions can 
be arranged with pendant-pattern switches, and in such cases 
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the flexiblescords may be conveniently suspended from ceil- 
ing roses, those being three and four-plate respectively. 

Such conversions would provide remunerative employment 
for a contractor during these lean times, and assist in building 
up а goodwill among his clients, who will appreciate the 
conveniences of improved control obtained at such small 
cost. With improved trade conditions, such contractors will 
undoubtedly be the first to reap the benelit, by receiving 
additional work from their satisfied clients, or from such 
clients' recommendations. 

Judicious circularisation, pointing out the advantages gained 
by improved controls, viz., convenience and economy, and 
the ease and cheapness of conversion, would undoubtedly 
bring good results. 

A. P. Lundberg & Sons. 

London, May 9th, 1922. 


Prospects in the Argentine. 


I have read with much interest Mr. Bernard Drake's letter 
published in your issue of the 12th instant, with regard to 
the above. 


I fear I must agree in every respect with what his agent 
says with regard to British versus American and German pro- 
ducts. The same state of affairs exists, I believe, all along 
the South American Continent from my own experiences, 
whilst in Brazil (Bahia), articles of British manufacture were 
exceedingly hard to obtain, and when it was possible to get 
them, prices were absolutely beyond the reach of all except 
the wealthiest. 

Without going into details, I might add that I never re- 
member having seen in the city of Bahia anything but 
American and German automobiles, and in the shops practi- 
ally everything was of German or American manufacture. | 

One of the greatest reasons, I believe, why English goods 
have not & ready market, in Brazil at least, is the fact that 
there are no catalogues of British manufactured articles 
printed in the language (Portuguese). 

There are, of course, numerous trade journals printed in 
Spanish, but these are only sent to subscribers, and in many 
cases, only to the Consulate, where they lie piled one upon 
the other year in and year out, and are never used unless 
specially called for. Not so with German publications, for 
I remember it was quite a regular thing for our house, and 
indeed every other of the slightest repute, to receive catalogues 
of all classes of goods printed in the native language and 
sent out periodically from Germany. 

[t is all very well for people to say that English 18 now 
spoken by every educated foreigner, but the Brazilian is 
naturally going to pay much more attention to periodicals 
printed in his own language, and this, of course, applies to 
the many thousands who do not speak, what to them js а very 
difficult language to learn—our own. 


Francis A. Hutchinson. 
London, May 15th, 1922. 


The Load Power Factor and its Measurement. 


I have read with interest the article describing some instru- 
ments manufactured by Messrs. Everett, Edgcumbe for the 
measurement of power factor. As far as my experience goes, 
a recording instrument of the type described would not be of 
much commercial value, as both the supply undertaking and 
the consumer are concerned chiefly with the power factor at 
the time of maximum demand. 

A tariff that incorporates a charge based on average power- 


.factor conditions is doomed to fail commercially, and I think 


it is evident from all that has been written and said on the 
subject in recent months that a two-part scale for kVA demand 
and a running charge per unit is the only scale likely to meet 
the need, or a variation which would givé a similar result. 
What, therefore, is very badly needed is ап integrating watt- 
hour meter to record the units, with a demand indicator to 
give the demand in kVA with a time lag of say 15-30 minutes 
as may be required. | 
To my knowledge certain makers are busily engaged on in- 
struments of this kind, and I think we may confidently hope 
that in the near future a satisfactory instrument will be 
brought on the market. Undoubtedly Messrs. Everett. 
Edgcumbe’s recording instrument will be of value in conduct- 
ing certain tests, &c., but I do not see how it can be applied 
for ordinary every-day commercial use. . 
E. W. Dorey. 


London. 
May 16th, 1922. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—F. Ripcway and T. Tynan 
(Ridgway & Tynan), electrical engineers, 21, Bowling Old 
Lane, Bradford.—Receiving order made May 8th on debtors’ 
own petition. First meeting, May 19th, at the Official 
Receiver's Offices, Bradford; publie examination, May 24th, at 
the County Court, Bradford. 

G. HiL, G. Nosle, and E. Cower (б. Hill & Co.), elec- 
trical engineers, 22, Chantry Lane, Great Grimsby.—Receiving 
order made May 6th on debtors’ own petition, First meeting, 
May Wth, at the Official Receiver's Ottices, Great Grimsby ; 
public examination, June Ist, at the Town Hall, Great 
Grimsby. 

WILLIAM WALTON THREAPLETON, Thornbury Road, Bradford, 
electrical and mechanical engineer.—The first meeting of 
creditors was held on May 10th at the Official Receiver's 
Offices, 12, Duke Street. Bradford. The statement of affairs 
showed. a deficiency of £309. The matter was left in the hands 
of the Official Receiver as trustee of the estate. 

A. R. GIBBONS, electrical engineer, 8, The Parade, New 
Eltham.— Receiving order made May 9th on creditor's petition. 
First meeting, May 22nd, at 29, Russell Square, W.C.; public 
examination, June 90th, at the Court House, Greenwich. 

W. F: Rimmer, electrical engineer, 21, Ellesmere Street, 
Patricroft.—First meeting, May 28rd, at the Official Receiver’s 
Offices, Manchester: public examination, June 15th, at the 
Court House, Salford. 


J. Owen (J. Owen & Sons), electrical engineer, 186, West- 
combe Hill, and 3, The Grove, Greenwich.—First dividend of 
2s. 3d. in the £, payable May 30th at 29, Russell Square, W.O. 

W. A. Davis, electrical engineer, late of 3, Coronation 
Street, Leeds.—First and final dividend of 24d. in the £, pay- 
able May 95th at the Official Receiver's Offices, Leeds. 

Н. М. WOoLLMAN, electrical factor, late of 9, Greasboro Road, 
Parkgate, Rotherham.—First and final dividend of 4s. 44d. in 
the £. payable at the Official Receiver's Offices, Shetheld. 

В. S. Macson (R. S. Magsor & Co.), electrical engineer, 10, 
Stoney Stanton Road, Coventry.—Recciving order made May 
llth on debtor's own petition. 

T. CARTER, electrical engineer, 9, South Street. Dorchester, 
and High Street, Swanage.—Receiving order made May lith 
on creditor's petition. | 

J. Н. HorkiNs (Electrical Maintenance Co.), 57, Castellaine 
Mansions, Maida Vale, London, W.—Application for discharge 
to be heard at Carey Street, June 16th. 


Company Liquidations.—Park Bros., Lrp.—Winding up 
voluntarily. Liquidator: Mr. W. A. J. Osborne, Balfour. 
House, Finsbury Pavement, E.C. Meeting of creditors, May 
19th, at the liquidator’s offices; particulars of claims by 
June 23rd. 

PoRTARLINGTON Evectric Licnt & Power Co., Lrp.—Parti- 
culars of claims by June 22nd to the liquidator, Mr. M. Crow- 
ley, 16, College Green, Dublin. i 
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REDGLo, Lrp.—Meeting June lóth at 5, Castle Street, Liver- 
pool, to hear an account of the winding up from the liqui- 
dator, Mr. E. J. Walker. 

SPIRAL FLEXIBLE MreTaLLIC TvgiNG Co., Lrp.—Winding up 
voluntarily. Liquidator: Mr. A. France, West Bar Chambers, 
Boar Lane, Leeds. i 

Bera BATTERIES, Ltp.—Winding up voluntarily. Liquidator : 
Mr. J. A. Cameron, 5, New Court, Lincoln's Inn, W.C.2. 
Meeting of creditors at the liquidator's ottices, May 26th. 
Particulars of claims by June I7th. 

Aqua ELECTRIC Co., Lap.—Winding up voluntarily. Liqui- 
dator: Mr. C. H. Mcknight, 36, New Broad Street, E.C.2. 
Meeting of creditors May 29th, at the Institute of Secretaries, 
59a, London Wall, B.C. Particulars of claims by July 10th. 

PERNA ENGINEERING Works (BLACKPOOL), Lrp.—Meeting 
called for June 2th at 97, Church Street, Blackpool, to hear an 
PE of the winding-up from the liquidator, Mr. T. Green- 
halgh. 

BniTIsH UririTIES, l.Tb.—Meeting called for June 22nd at 54, 
New Broad Street, E.C.. to hear an account of the winding-up 
from the liquidator, Mr. H. Morgan. 


Deed of Assignment.—W. L. Knicut (W. L. Knight and 
Son), electrical engineer, 6, Oak End Waye, Gerrards Cross.— 
Particulars of claims to be sent by May “th to the ‘Trustee, 
po W. A. J. Osborne, Balfour House, Finsbury Pavement, 
Е.С. 

Receiver Appointed.—Mr. Снлпгкз Comins, F.C.A., of 50, 
Cannon Street, E.C.4, has been appointed receiver of Hignten- 
site, Ltd., on behalf of the debenture-holders. 


Trade Announcements.—THE WAYNE ENGINEERING AND 
EQUIPMENT Co., LTD., has opened branch оћсез at Man- 
chester, Birmingham, Norwich, Kendal, Newcastle-on-lyne, 
and Glasgow. hat at Manchester is at the Efandem Co., 
Ltd., 28, Queen Street, Albert Square, Manchester. 

His premises in Packer's Row, Chesterfield, having been 
demolished, MR. EpGaR R. Morris, A.M.I.E.E., electrical 
engineer, has taken temporary premises in Elder Yard. 

he METALLIC ELECTRICAL ENGINEERING Co., LrTD., has 
changed the address of its Manchester branch to 63, Bridge 
Street, Deansgate. | 

‘Lhe ELECTRICAL MAINTENANCE Co., of 103, Cambridge Street, 
Glasgow, was registered in Scotland last month. ‘Lhe com- 
pany has a branch in Edinburgh for electrical repairs and 
maintenance. 

We are informed that Mr. A. De Jona, 32/34, Holborn 
Viaduct, London, E.C., has been appcinted agent in Great 
Britain and Ireland for Messrs. Philips Glowlampworks, Eind- 
hoven, Holland, for the sale of their carbon, candle, show- 
window ‘‘Savelite,’? and telephone lamps and electric fittings. 


Catalogues and Lists.—Messrs. ADAM HILGER, LTD., 7да, 
Camden Road, N.W.l.—An illustrated description (with 
prices) of the ` Hilger ’’ chemical spectrometer. 

MATERIEL ELECTRIQUE ALEX LEFEBVRE, 9, Rue Arséne Hous- 
saye, Paris (VIII).—Lists of plant for sale, including generat- 
ing sets, engines, rotary converters, transformers, a.c. and 
d.c. generators, pumping sets, &c. 

SUPERLAMP, Lrb., 197, Old Street, E.C.2.—Leaflet adver- 
tising the '' Superadio No. 1 '' wireless telephony receiving set. 

STERLING TELEPHONE & ELECTRIC Co., Larp., 210-212, Totten- 
ham Court Road, W.1.—Publications No. 318, dealing with 
ironclad telephones fitted with throat microphone trans- 
mitters; and No. 321, advertising telephone receivers for wire- 
less telephony and telegraphy. 

Messrs. Sims & Sims, Stanhope Terrace, Gloucester Gate, 
N.W.1.—An illustrated booklet describing the '' Sims’’ small 
lighting and power plant ranging from .5 to 6.4 kW. 

Foster ENGINEERING Co., Lrb., Morden Works, Wimbledon, 
S.W.19.—A price list of '' Crown ” cables and tapes. 

THE GENERAL ELECTRIC Co., Lrb., Magnet House, Kings- 
way, W.C.2.—Booklet No. V.2,754, giving illustrations and re- 
duced prices of '' Freezor ” electric fans of various types. 

. BRiTisH INSULATED & HELSBY CABLES, LTbD., Prescot, Lancs. 
—Publication No. P174, a list of cables supplied, to a number 
of authorities, for working pressures of 11,000 V and above. 
This includes several for 33,000 V, and one for 100,000 V, d.c.. 
supplied to the Metropolitan E.S. Co., Ltd. 

We have received a copy of ** World-Wide Publicity "" pub- 
lished by Messrs. Екғрк. E. Potter, Lrp., advertising agents, 
of Imperial House, Kingsway. It is brought out in celebra- 
tion of their semi-jubilee, it being 25 years since the business 
was started by Mr. F. E. Potter, who is still in active man- 
agement. 


For Sale.—Bv direction of the Disposal Board, Mr. M. 
Marshall will hold a six-days’ public sale of machinery, power, 
and generating station plant, &c., at the Central Stores Depot, 
Georgetown, near Glasgow, commencing June 12th. 

Assets Auctions Co., Ltd.. will sell by auction, on Mav 24th, 
at 119-121, Newington Causeway, the stock of an electrical 
goods factor. 

Sunderland Corporation Electricity Department has a quan- 
tity of arc lamp carbons for disposal. 

Cardiff Corporation Electricity Department invites offers 
for two Musgrave Lancashire boilers, 30 in. by 8 in., 150-lb. 
working pressure, with superheaters, mechanical stokers, 
one 300-kW G.E.C. motor generator, with control panel, 
travelling crane, &c. (See our advertisement pages to-day.) 


Book Notices.—'' Central Electric Stations in Canada” 
(Census of Industry, 1919) (56 pp.). Ottawa, Canada: 
Dominion Bureau of Statistics.—This publication gives, in 
tabular form, abundant information of a varied nature, re- 
garding the electricity supply industry of Canada. Among the 
ngures given may be mentioned: the total investment ш 
undertakings; the power produced; stations grouped in accord- 
ance with their nature, e.g., steam, oil, or hydraulic, or d.c. 
or a.c. ; the number of employés; the mileage of transmission 
and distribution lines; and a great deal more. The inforina- 
tion 1s given both for Canada as a whole and for individual 
provinces. | 

'" A.C.E.C. Bulletin," April, 1922 (82 pp.) London: 
Ateliers de Constructions Electriques de Charleroi.—This num- 
ber contains articles and notes (in French) upon the A.C.E.C. 
works; the application of electricity to rolling mills; centri- 
fugal pumps; high-pressure cables; winding engines, Жс. 

" Electro-Farnung," by R. Borlase Matthews, Wh.Ex.. 
M.ILE.E., &c. (46 pp., 1lust.. London: ‘Ibe Electrical 
Development Association, Ine. Price 1s.— This is а reprint 
from De [Ingenieur of a paper read before the Electrotechnical 
Section of the lsoninkli]k Instituut van Ingenieurs, at Nijme- 
gen, Hoiland. It deals verv comprehensively with the numerous 
applications of electricity to farming operations, &c., and in- 
cludes illustrations of a number of cases in which electrical 
power has been employed with success. As in his I.E.E. 
paper, Mr. Matthews recounts his own experiences 1п the use 
of electricity on the farm. 

" Modern Practice in Heat Engines," by T. Petrie. Pp. хи 
+264; 113 figs. London: Longmans, Green & Co. Price 155. 
net. 

'" Electric Power Systems," by W. T. Taylor. Pp. xii+108: 
9 figs. Price 2s. td. net. '" High Voltage Power Trans 
formers,” by W. T. Taylor, pp. x+118; 20 figs.; price 2s. od. 
net. London: Sir I. Pitman & Sons, Ltd. 

The Cost Accountant, the official journal of the Institute of 
Cost and Works Accountants, commences its second volume 
with the June number, and will contain the first insta]ment 
of a new series of articles by Mr. C. W. Charlesworth. 
F.C.W.A., entitled ‘‘ The Interpretation and Analysis of Elec- 
tricity Supply Costs.” 

'" The Year-Book of Wireless Telegraphy and Telephony for 
1922." London: The Wireless Press. Price 158. 

The '' Special Articles Section '' of this issue deals with the 
improvements made in the aerial and earthing systems of 
high-power stations and the development of high-speed work- 
ing. In this connection articles by Dr. Meissner on The 
Earthing Resistance of Antenne '" and on "' The Recording 
of Wireless Signals," by Dr. Abraham, are included. Other 
additions to this section are articles on the history of long- 
distance wireless telegraphy and " The Rectification Etřect in 
its Relation to the Composition and Structure of Crystals." 
Other new features of interest are a list of the licensed 
amateurs' transmitting stations in this country, and a map 
which enables the distance of the world's wireless stations from 
London to be ascertuined without difficulty. All recurring 
information has been brought up to date and added to. 

“Тһе Beginner's Guide to the Microscope," by Chas. E. 
Heath. (118 pp.) London: Percival Marshall & Co. Price 
ls. 6d. net.—This work describes the principles and construc- 
tion of microscopes, and deals with such points as achromatism, 
magnification, illumination, &c. The choice and use of a 
microscope are treated of, and the mounting of objects for 
examination, with particulars of mounting materials, is ako 
described. | 

“ Ypres to Verdun °: a collection of photographs of the 
war areas In France and Flanders, specially taken by Sir Alex- 
ander B. W. Kennedy, F.R.S. London: “ Country Life.” 
Ltd. Price 15s. net.—This work is a valuable addition to the 
existing pictorial records of the ravages of the great war, 
and is, in addition, a powerful argument against future wars. 
The photographs are excellent and well reproduced, and the 
notes, which are interspersed with them, are an admirable 
summary of the “human " touches which official histories 
lack, as well as providing a concise reivew of many of the 
principal actions. 

" The Structure of the Atam.” by Stephen Mial. В.е. 
(20 pp.. London: Benn Bros., Itd. Price 1s. 6d. net.—This 
is stated to be a series of notes upon recent theories regarding 
the structure of matter. It reviews, briefly, the work of the 
numerous scientists who have devoted, and are devoting. 
particular attention to the subject. A non-mathematical style 
is adopted, and the little work aims to give students an idea 
of what has been done and of objects still to be achieved. 

The Bulletin of the Hvdro-Electric Power Commission. of 
Ontario, February, 1922. Toronto: The Conmission.—In- 
cluded in this issue are articles on the Nipigon development: 
the effect of unloaded transformers on a svstem's power factor: 
kVA measurement and its effect on power factor; and notes 
on distribution in rural areas. 


Registration of Business Names Act.—The Board of Trade. 
under the authority conferred upon them by the Registration 
of Business Names Act, 1916, have appointed Mr. Henry 
Birtles, the Registrar of Joint Stock Companies, and Mr. 
Arthur Edwin Campbell-Taylor, O.B.E., the Assistant Regie 
trar of Joint Stock Companies, to be registrar and assistant 
registrar of business names respectively for the purposes of 
the aforesaid Act. 
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Telephone Wires and Cables for British Columbia.—H.M. 
Trade Commissioner for Western Canada (Mr. L. B. Beale) 
has recently been in communication with a company which 
maintains a telephone system in Western Canada, and has 
intimated to the Trade Commissioner that it 15 prepared 
to do business with firms in this country who can quote 
advantageous prices and delivery dates. Particulars of the 
telephone wire and lead-covered  paper-insulated cable re- 
quired by the company may be obtained at the Department of 
Overseas Trade (Коош 49) in London. The company has 
been obtaining material from sources of supply in the North 
American Continent, and its readiness to purchase from 
the United Kingdom is not due to апу dissatisfaction with 
existing connections. The import duty on telephone cable of 
United Kingdom manufacture 1s 20 per cent. ad valorem, as 
against JO per cent. ad valorem in the case of United States 
manufacture, to which must be added in each case a sales 
tax of 4 per cent. of the duty paid value. In estimating the 
cost of delivering material in British Coluimbia, the advan- 
tages in the matter of cheap freight rates to be secured by 
shipment via the Panaina Canal should not be lost sight of. 


" [talo-American Co-operation. — According to the 
Elettricista, there has recently been formed in Italy the 
Società Italo-Americana per la Elettrotrazione, of which seven 
of the most important power companies in Italy are members, 
as well as American firms, the object of the concern being 
the organisation of relations between Italian industrial firms 
and foreign firms, especially American, to promote the pro- 
duction and distribution of electricity and the construction 
ard working of electric traction undertakings. [t seems, says 
our contemporary, that the principal object of this company 1s 
the introduction into Italy of American systems of continuous 
current traction at high potential. Furthermore, a commission 
of technical experts has been sent to the United States to 
study on the spot this form of electrification. 


Wage Reductions in New Zealand.—The Arbitration 
Court bas delivered a verdict that weekly wages which, during 
the war and post-war periods, had been increased by bonuses 
to meet the increased cost of living, would be reduced by ds. 
in the case of adalt males, by 2s. 6d. for adult females, and 
ls. 6d. for juniors. The representatives of the employers on 
the Court dissented from the Court’s decision on the grounds 
that the deductions were insutticient, but the Court declared 
that any further reductions would entrench on the mainten- 
ance of a fair standard of living.—Reuter (Wellington). 


Electricity Supply Rifle League.—The following are the 
results of matches shot during March and. April :—City. Co., 
ost, Central Co., 553; City Co., 552, County Co., 580; Metro- 
politan Co., 567, Hackney, 535; Metropolitan Co., 578, St. 
James’, 964; Shoreditch, 586, St. James’, 541; Central Co., 
9178, County Co., 576; Central Co., 577, Hackney, 536; City 
Co., 570, Metropolitan Co., 567; County Co., 277, St. 
James’, 554; Shoreditch, 550, Metropolitan Co., 552. 


West Midlands 0.1.C.—We have received a copy of the 
second annual repert of the No, 5 (West Midlands Area) Dis- 
trict Industrial Council for the Electricity Supply Industry. 
In common with other district councils, steps were taken 
during the vear to modify the application of standard work- 
ing conditions to undertakings of LOOO-kKW > capacity or less, 
and a satisfactory settlement was arrived at. 16 was decided 
that members of the A.B.U. employed in electricity works 
should have their rates of jay regulated. by the Council for 
the Engineering Industry. The Council. approved, in prin- 
ciple, the model constitution of works committees formu- 
lated by the National Council, but was of the opinion that 
details should be left to the individual undertakings con- 
cerned. During the year a reduction in the demand for 
energy in the district necessitated the curtailment of work- 
ing hours, but the Council. reports that normal hours have 
now been resumed, with few exceptions. ‘The financial state- 
ment is satisfactory, showing a credit balance of £11 145. 


A Dutch Company.—The report for 1921 of the Algem 
Neder]. Electriceits Mij. (late Groeneveld, Ruempool & © 
states that there was a tendency for sale prices to advance at 
the beginning of the vear, so that it was assumed that losses 
on the book value of the stocks would be out of the question. 
The contrary, however, proved to be the case, chiefly owing 
to the fact that Germany placed materials and machinery on 
the market at lower prices and in such a manner that many 
articles fell from 10 to 2 per cent. and more below the nre-war 
prices. During the year, and as a consequence of tue con- 
tinuing depression in industry, the inquiries and the normal 
orders for installation and repair works were considerably less 
than in the previous vear. The final result for 1921 was a loss 
of 865,000 florins, which it is proposed to extinguish by 
writing down the share capital from 1,500,000 tl. to 375,000 fl. 


Local Electrical Exhibition.—A Torquay electrical con- 
tractor, Mr. Sydney Truscott, recently arranged, with the 
assistance of the Corporation, an exhibition of domestic elec- 
trical appliances. The display was well arranged and compre- 
hensive in nature. Among the exhibits were the ‘ Tricity ” 
cooker, the '' Time-Saver " washing machine, the ''Win- 
sum " radiator, the — ''Genii-Neptune " radiator, the 

Hoover '* vacuum cleaner. * Tungar " rectifiers and trans- 
formers, '* Vio-Ray ” high-frequency sets, &c. 


Publicity.—The RaAwrLPLuG Co., of Gloucester House, Crom- 
well Road, London, S.W.7, in pursuance of their established 
enterprising publicity policy, have continued their newspaper 
propaganda relating to ** Rawlplugs" by taking the front 
page of a well-known London daily newspaper on May 25th. 


Siberia.—According to a report by H.M. Consul at Vladi- 
vostock, a committee has recently been formed in Vladivostock 
for the purpose of rebuilding the town of Nikolaevsk-on-Amur, 
which was burnt down in 1920, and which is at present under 
Japanese administration, with a view to restoring the trade 
and industry of that district. The plans of the committee 
provide for the establishment of a town electric lighting sta- 
tion, a commercial port with wharves, warehouses, the instal- 
lation of a telephone service, and many other works and pre- 
mises. The committee invites the co-operation of British 
enterprise and capital in the work of reconstruction. Fur- 
ther details regarding the financing of the various under- 
takings and the terms of the different concessions may be ob- 
tained by interested British firms and commercial organisa- 
tions on application to the Department of Overseas Trade, 35, 
Old Queen Street, S. W.1., quoting reference DOT/FR/5478. 


Lead.—In their report dated May 13th, Messrs. James 
Forster & Co. say :—‘* Spot lead is very scarce, owing to delay 
m discharging at the docks. The Board of Trade Re- 
turns for Aprii are: Imports, 14,150 tons, exports, 2,433 tons, 
leaving for home absorption 11,747 tons, making the latter 
figure for the first four months 47,591 tons—nearly 8,000 tons 
above the average for 1921. It is impossible to believe that 
this increase of about 20 per cent. 1s due to consumption. The 
production of sheets and pipe, although a little improved, 18 
still round about 5,000 tons per month, a figure which 
corresponds with that of the average for last year; while it is 
certain that the electrical cables and accumulator trades are 
much less active than they were last vear. The belief that 
much of the imports this year has gone into private stores 
seems to have а good deal of justification from the above 
figures.” , 

Turkey’s Delayed Recovery.—The recovery of Turkey is 
largely dependent upon the reconstruction of Southern Russia, 
particularly those districts which feed the Black Sea ports. 
Judging by the attitude of those who are making thermiseives 
heard at Genoa as the mouthpieces of Russia, any inclination 
on the part of merchants and capitalists to re-enter that 
country is likely to be baulked. Yet the fairly successful be- 
vinnings that Italy has made in resuming trade on a barter 
basis between Trieste and the Black Sea suggests that some 
revival at Constantinople may not be much longer delayed. 
In the first report on Turkey, printed by the Department of 
Overseas Trade after the Armistice, it was stated that the 
whole trend of events in Constantinople had been to carry 
on somehow in spite of disorganisation until the shortly- 
expected peace arrived. In the recent report by the Commer- 
cial Secretary at Constantinople it is remarked that this is 
now nearly three vears ago, and the end seems no nearer in 
sight: It is true that the remarkable facility that the 
Turkish public seems to possess In some Way to get over one 
crisis after another finds the town in certain respects perhaps 
in a slightly better position at the beginning of 1922. "There 
is no doubt, as regards Anatolia, that, given internal peace and 
a stable Government, people would be prepared to invest 
money in the exploitation of. its rich resources, even where 
before the war the risk was great. The solvency of the coun- 
trv, however, is bound up with the Anatolian question. 
Turkev has a heavy bill of expenses to pay. and this is grow- 
ing larger each day with the continual Allied occupation, and 
until both this country and Russia are once more at peace, 
it is not likely that this market will afford much attraction 
for foreign trade. 

We have received a сору of the report of the British 
Chamber of Commerce of Turkey for 1021. During that vear 
122 members were admitted, this being the second largest 
number elected in апу cne vear since the Chamber was 
established, as compared with 175 during 1920, which was the 
record year. This result would be satisfactory were it not 
for the fact that resignations ‘‘ and the disappearance of a 
number of firms of mushroom growth "" have resulted in a net 
increase of only 43 to the end of December, 1921. 


Netherlands.—H.M. Consul-General at Antwerp reports 
to the Department of Overseas Trade in London that the 
Municipal Council of Den Ham (province of Overijsel) has 
decided to proceed with the electrification of Den Ham and 
Vrcomshoop, for which purpose a loan of Gld. 115,000 will be 
issued. 

Electrification in Russia.—The Russian Trade Delecation 
learns from Moscow that the Government is considering a Bill 
to authorise the establishment of local electrification corpora- 
tions, comprising public bodies and private individuals. to 
obtain local concessions for the exploitation of electricity for 
from 5 to 50 years.—Heuter's Trade Service. 


The Paris Fair.—The Paris correspondent of the 
Morning Post states that there are 4,500 exhibitors at the 
Fair. From the industrial point of view the most interesting 
feature is probably the section devoted to agricultural ma- 
chinerv. The engineering section is notable for its electrical 
s and for its demonstration of hügh-grade machine 
tools. . 
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Our Foreign Trade.—Aprit Ficurts.—The following were 
the values of imports and exports of electrical goods and ma- 


chinery during April, 1922 :— 4 months, 
April, 1922. 


Imports :— 1922. Inc. or dec. Inc. or dec. 
Electrical goods and £ £ £ 
apparatus 100,530 — 110,473 — 479,098 
Machinery 652,253 — 376,495 — 3,554,356 
Exports :— 
Electrical goods and 
apparatus 504.091 —842,018 —2,375, 902 
Machinery 4,050,354 — 3,503,948 — 8,943,463 
Re-e.rports : — 
Electrical goods and 
apparatus 33 862 +8,682 — 30,992 
Machinery 04,434 — 371 — 70,326 
Works Welfare.—.\t Messrs. Dick, Kerr's canteen, 


Preston, on May 9th, a team of girl employés of the English 
Electric Со. gave a programme of physical exercises und folk 
dancing before Miss Orme. of Coventry, Judge in a competition 
for girls, in connection with the firm’s welfare scheme. 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks in 
respect of goods and productions connected with the electrical 
trades and industries. Firms desiring to enter an objection to 
any of the applications have one month in which to do so from 
the dates given below. In the case of foreign firms, the name 
of the representative in this country to whom notice of objec- 
tion should be sent is also given :— 

Newking. No. 416,975. Class 13. Electrical contacts.— 
George Herbert (Handsworth), Ltd., 14, St. Mary's Row, 
Birmingham. May 10th, 1922. 

J.E. (lettering and design). No. 423,863. Class 16. Porce- 
lain and earthenware.—The Jeary Electrical Co., Ltd., 8, Lam- 
beth Hill, B.C. May 10th, 1922. 

Lucas. No. 419,973. Class 18. Electric lighting equipments 
for eveles and motor vehicles.—Joseph Lucas, Ltd., Great 
King Street, Birmingham. May loth, 1922. 

Helsby. No, 419,277. Class 8. Electric cables.—The 
British Insulated & Helsby Cables, Ltd., Prescot. May 10th, 
1922. 

Prescot. No. 419,275. Class 8. Electric cables.— The 
British Insulated & Helsby Cables, Ltd., Prescot, Lancs. May 
]Uth, 1922. 

Autcskop. No. 421.144. Class 13. Electric spark indicat- 
mg devices.—Sophus K. Olsen, trading as L. Poulsen & Co., 
1l. Nywharn, Copenhagen. Denmark (A. S. Cachemaille, 2, 
Norfolk Street, London, W.C.). May 10th, 1922. 


Owl (design). No. 416,584. Class 13. Electric horns and. 


alarms for use with motor vehicles.—Thos. S. Rogers. 25, 
Edmund Road, Alma Rock, Birmingham. Мау 10th, 1922. 


New Belgian Company.—La Société de Usine Hydro- 
electrolvtique du Samson is the name of a new company which 
has lately been formed at Samson-Maizeret (Province of 
Namur), with a capital of 1,000.000 fr., for the purpose of 
generating and distributing electrical energy and also for the 
manufacture of accumulators and electrical apparatus. 


Wild: Barfield Furnaces.—AvTOMaTIiC AND ELECTRIC Fur- 
NACES, Lro., informs us that it has introduced a marine type 
of Wild-Barfield electric furnace for use on board ship. This 
has been examined by Admiralty experts and passed for 
installation in П.М. ships. 


LIGHTING AND POWER NOTES. 


Aberdeen.—The arbiter in the dispute between the Cor- 
poration Electricity Department and Mr. Wm. Tawse, con- 
tractor, regarding the operations for supplying water from 
the River Dee for condensing purposes in connection with 
the extensions at the electricity station, has given his decision, 
Which is understood to be in the nature of a compromise be- 
tween the parties, each to pay its own expenses and half 
the arbiter's fees. The Corporation has also to appoint a 
civil engineer to take charge of the work, which will be re- 
sumed forthwith. 


Barnes.—Prorit AND Price Repccrioss.— here was a profit 
of £2,500 on the working of the electricity undertaking for the 
past vear, and the Council is reducing the charge for elec- 
tricity by 1d. per unit for lighting and 1d. for power and heat- 
ing. 

Mains Extensions.—During the present financial vear a 
sum of £4,463 is to be expended on extensions of mains and 
services, £3,500 is to be charged to capital account and the 
remainder to revenue account. 


Barnsley.—Pricek Repuctions.—The Electricity Committee 
has recommended that the following reductions be made in 
the charges for electricity :—Tghting, from 8d. to 7d. per 
unit; publie liehting, from 24d. to 2d.: flat rate consumers 
hv id.; and for heating and cooking, from 2d. to 14d. 


Bedwellty.—Loax.—Application is to be made to the Elec. 
tricity Commissioners for sanction to the borrowing of £10,000 
for the erection of sub-stations, laying of cables, &c. 


Bexhill.—Yrar’s WonkiNG.—The report of the borough 
accountant on the electricity undertaking for the year ended 
March last records a gross profit for the year of 410.145, an 
increase of £2,685 on the previous year. The working costs 
have increased by £1,723, while the income has risen by 
£4,407. After making provision for repayment of loans, in- 
come tax, &c., there remains a net profit on the vear's work- 
ing of £2.122, as compared with £639 in the previous year. 


Corwen.— ELECTRICITY SuPPLY.—4A limited company has been 
formed to curry out a hydro-electric scheme for the town. 
Electricity will be generated at the Cynwyd waterfalls, about 
two miles away, where two turbines will be installed. 


C-roydon.—APPLICATION FOR ORDER.—The Town Council has 
applied for an Order to enable it to supply electricity ta 
Аааа воп, which is outside the borough. The cost of the pro 
posed extension is about £1,000. Owing to the increase in th. 
demand for electricity, £12,084 is to be expended on addi 
tional plant. 


Exmouth.—ArrLicarioN FOR NEW  OnpER.—The Electric 
Supply Corporation is applying to the Electricity Commis- 
sioners for an Order rescinding the Exmouth Electric Lighting 
Order, 1900, and granting to the Corporation in lieu a 
new Order authorising the supply of electricity in the urban 
district of Exmouth. 


Farnham.—INqviny.—AÀn inquiry is to be made by the 
Electricity Commissioners into an application by the Gas and 
Electricity Co. for the price of electricity to be increased. The 
present charge for lighting is 9d. per unit, and under the pre- 
sent application the minimum charge is to be altered from 
£2 13s. 4d. to £2 10s. per annum, with the minimum number 
of units chargeable per annum reduced from 60 to 50. The 
Urban District Council has decided to oppose the application. 


Greenlaw.— ELECTRICITY SurPLY.—The Berwickshire County 
Council has granted permission to the Greenlaw Electric 
Supply Co. to erect overhead lines in the town for the trans 
mission of electricity. 


Henley-on. Thames.—ELEcrRiciTY SuPrLY.—At a meeting of 
the Town Council last week, a deputation from the Reading 
Electric Supply Co., Ltd., attended, and the managing 
director explained a projected echeme for supplying elec- 
tricity to the town and adjacent parishes. It was stated that 
for Henley the charge for lighting would not be above 1s. per 
unit; for heating 3d. per unit for the first 1,000 units and 91d. 
above that amount; and for power 4d. per unit up to 5,000 and 
34d. for each additional unit. 


Heywood.—Yerar’s WorkING.—There was a loss of £1,047 
on the working of the electricity undertaking during the past 
year. к 


Hitchin.—SvrcianL Окрек.-- Тһе Electric Supply Corporation 
is applying to the Electricity Commissioners for an order 
rescinding the Hitchin Electric Lighting Order, 1902, and 
granting to the Corporation a new Order authorising the 
supply of electricity in the urban district of Hitchin. 


Lerwick.—ELectriciry SuPPLY.—It is proposed to.form a 
private company to light the town with electricity. Mr. C. 
Thomson has approached the Town Council on the subject. 


Leyton.—Loax SaxctioneD.—The Electricity Commissioners 
have sanctioned the borrowing of £97,500 for the erection of a 
sub-station at the junction of Church and Waterloo Roads. 


Liverpool.—].oan SancrioneD.—The Electricity Commis 
sioners have sanctioned the borrowing of £50,000 for mains. 


Menai Bridge.—PURCHASE OF UNDERTAKING.—At a recent 
meeting of the Council it was decided to purchase the local 
electricity undertaking, | 

Middleton.— ELECTRICITY SUPPLY.—Arrangements have been 
made to obtain a supply of electricity from the Manchester 
undertaking, and the Corporation is to lay а 33,000-V cable 
from the Manchester boundary at Blackley to the electricity 
works in the borough, which, together with the installation 
of sub-station plant to enable an increased bulk supply to be 
obtained, wiil cost £33,000. It is intended at a later date te 
lay a cable from Middleton to the Failsworth boundary of 
Manchester, so that in the event of the supply via Blackley 
failing it will be possible to obtain a supply by ineans of the 
Failsworth cable. 

Milnrow.—lLoa4N.—The Urban District Council has decided 
to apply to the Electricity Commissioners for sanction to 4 
loan for carrying out extensions in connection with the electri- 
city undertaking. 

Pontypridd.—ExrENsioN or StppLy.—The Town Council 
has decided to extend its mains to Trehafod at an estimated 
cost of £1,029. 


Portsmouth.— EXTENSION OF AREA OF SuppLy.—The Corpora 
tion has applied to the Electricity Commissioners for autho- 
rity to extend its area of supply to include the urban dis 
tricts of Havant and Warblington, and the rural district of 
Havant, and to provide and distribute electrical energy for all 
purposes with the added districts. 
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Loan SANCTIONED.—The Town Council has received sanction 
to a loan of £3,000 for extensions to the engine house at the 
electricity works. 


Skelton. and Brotton.—REDUcED CHarGES.—The Urban Dis- 
trict Council has reduced the charges for electricity for light- 
ing from 6d. to 54d. per unit, and for power, cooking, and 
heating purposes from 24d. to 21d. per unit. 

South Africa.—GovERNMENT PRorosaLs.—The Cape Town 
correspondent of The Times says that the Government has 
introduced an electricity Bill providing for the appointment of 
a Commission for establishing and maintaining stations for 
the supply of electricity to Government and local authorities, 
companies, and individuals, also for an investigation regard- 
ing additional supplies and the co-ordination of existing under- 
takings with a view to stimulating the provision of a cheap 
and abundant supply of electricity. — Except in the case of 
municipalities the Commission will be ernpowered under the 
Bill to fix prices and order a return to consumers of 25 per 
cent. of the surplus profits. After 38 vears the Governinent 
may give two years' notice of its intention to expropriate all 
but municipal electrical undertakings, paying nothing for 
goodwill or prospective profits. 

Sunderland.—Repucep CnancEs.— The Town Council has 
authorised the following reduced scale of charges for electricity 
for heating and cooking: purposes, in place of the flat rate of 
24d. per unit :—Not exceeding 500 units per quarter, 21d. per 
unit; 500-1,000 units, 21d.; 1,000-1,500 units, 2d. per unit; 
1,500-2,500 units, 11d.; exceeding 2,500 units per quarter, 14d. 

Wallasey.—l,o4N SaNcTIONED.—The Town Council has re- 
ceived sanction from the Electricity Commissioners to u loan 
of £7,900 for electricity purposes. 

Warminster.—EXTENSION OF SuprprLy.—The Electric Light 
Co. has acquired an old foundry near the Market Place for use 
as a generating station, and arrangements have been made 
for the mains to be extended to the village of Sutton Veney, 
and it is hoped to have electricity available by Christmas. 


Warwick.—Street LiGHTIiNG.—The Town Council has ac- 
cepted the tender of the Leamington and Warwick Electric 
Supply Co. for lighting the streets in a portion of the area by 
electricity. 

Chichester.—SpeciaL OnpEn.—The Corporation is applying 
for a Special Order under the Electricity (Supply) Acts, 
to supply electricity within the districts of Appledram, 
Birdham,. Donnington, Earnlev, East Wittering, Hunston, 
lavant, Merston, New Fishbourne, North Mundham, Oving. 
Selsev, Sidlesham, Westhampnett, West Itchenor, and West 
Wittering. 

Worksop.—ELrcrRiciTY IN. BuLK.—Negotiations are in pro- 
gress between the Urban District Council and the Rotherham 
Corporation for a bulk supply of electricity. 


_ — _—e- - ee 


TRAMWAY AND RAILWAY NOTES. 


Accrington.—Yran's WonkING.—There was a profit on the 
tramway undertaking for the past year of £5,300, as com- 
pared with a loss of £2,008 for the previous year. 


Barrow.—ReEDuUcED  Fanks.— The Town Council has sanc- 
tioned the introduction of penny fares and new stages on the 
tramways. 

Burnley.—TRack RENEWALS.—Application is to be made by 
the Town Council to borrow £40,500 for renewal of the tram- 
way track on Padiham Road, Manchester Road, and Rose- 
grove routes. 


Chile.— RAILWAY ELECTRIFICATION.—Sir Robt. Harvey. chair- 
man of the Nitrate Railways Co., Ltd., last week said that 
the late chairman spent several months, in the Chilean 
capital early last year, and, after prolonged negotiations, he 
agreed with the Chilean Government upon a programme of 
electrification and other improvements, and two decrees were 
issued by the Government covering those arrangements. Un- 
fortunately, however, when these decrees came before Parlia- 
ment. the Chilean Congress withheld ratification. The decree 
for the extension of the companv’s concessions had been 
annulled. They had presented a further petition to the 
Chilean Government relating to the decree for extension of 
concessions, setting out again the arguments contained in their 
original petition, and emphasising the fact that without such 
extension they could not obtain and amortise the necessary 
capital for electrification and other improvements. 

Although they were disappointed that so far their decrees 
remained tn statu quo, they were so confident that this scheme 
of electrification and improvements would be to the interests 
of the nitrate industry, and therefore to the country generally, 
that thev had every hope of an early and favourable decision. 
Their friends, the Nitrate Producers, had realised that an 
increase in tariffs was justified. and that the electrification of 
their bank section would make so much more easy the solu- 
tion of the traffic problem that thev were giving them their 
benevolent support with the Chilean Government. 


Continental. —Spaix.—A concession has been granted to the 
Sociedad Anonima Ferrocarril Metropolitano de Barcelona for 


the construction and working of an underground electric rail- 
way tolink the Barcelona-Tarragona and the Barcelona-France 
railways in Barcelona. The scheme will cost 710,784 pesetas. 
The work will be begun within two or three months, and it 
is hoped to complete it within six years. 

Application for а concession to construct an electric tram- 
way in Seville has been applied for by the Compania 
Tranvia de Sevilla. 

GERMANY.—An outlay of 111,000,000 marks has been partially 
voted for the electrification of the railway lines in Bavaria 
comprised in the Garmischer and Holzkirchner group, which 
are dependent on the great station now being built on the 
Walcheren See. This station is expected to be completed by 
the end of 1923. А 100,000-V supply network will be con- 
structed to embrace some 14 towns: on the completion of this, 
further extensions wil! be made from Pasing, Middle [ваг 
Landschaft to Regensburg 


Halifax.—AccibENT.—A Corporation electric. tramcar was 
considerably damaged in a collision, last week, with a motor 
lorry coming from a side road at West Vale. The front of the 
tramcar was forced from the ratls, the driving platform was 
smashed in, and the brake wheels and steering gear were 
buckled. The driver escaped without injury. 

Heywood.—Yran's WorkinG.—Last year's working of the 
tramways resulted in а loss of £2,431. 

Ни. —Ококк ReFusep.—The Ministry of Transport has de- 
clined to grant the Corporation a Light Railway Order to 
enable it to run electric tramcars to Hessle. There was con- 
siderable opposition. to the application, especially from the 
North-Eastern Railway and the proprietors of motor-omnibuses. 


Leeds.—YFar’s WonkiNG.—The annual report of the gen- 
eral manager of the Tramways Department (Mr. J. B. 
Hamilton) for the year ended March 31st, 1922, shows a total 
income of £959,703, as compared with £995,638 in the pre- 
vious year. Working expenses amounted to £702,250 
(£729,345). leaving a gross profit of £257,453, to which is 
added £177. bank interest, giving a total of £257,680. 
Loan charges. income tax, &c., absorbed £162,786, leaving a 
balance of £94,544. As, however, the net cost of permanent 
way renewals amounted to £138,110, there was a net deficit 
for the vear of £43,266, as against £5,622 profit in 1920-21. 
T is the first year in which the undertaking has shown a 
eficit. 

The report on the railless traction undertaking shows a total 
revenue of £13,345, as compared with £13,564 in the previous 
year. Working expenses amounted to £11,937 (£11,604). leav- 
Ing a gross profit of £1,408; income tax and loan charges ab- 
sorbed £2,054, leaving a net deficit of £646. "There was a loss 
of £347 in the previous year. 

London.—AcctpENT.—T' wo tramcars came into collision at 
the corner of Dalston Lane and Amhurst Road just before mid- 
night last Saturday. Whilst turning a corner near Dalston 
Lane the lights on one of the tramcars went out, and the 
car following ran into it at considerable speed. ^ Eight pas- 
sengers were severely injured. 


Plymouth.—Year’s WonkiNG.—The working of the tram- 
way undertaking for the past year shows a profit of £7,000. 


TELEGRAPH AND TELEPHONE NOTES. 


Hull.—MuvsicirAL TELEPHONES.—AÀt a recent meeting of the 
Corporation Telephones Committee it was stated that even 
allowing for the reductions being made by the Post Office 
for telephone service, the Hull subscribers were saving from 
£16,000 to £20,000 a year as compared with the Government 
charges. There was a profit of nearly £4,000 for the year 
ended March 3lst last, after paying £10,000 in royalties to the 
State. The total paid in royalties since the inauguration of 
the service is £74,000. The system has between 12,000 and 
13,000 subscribers. 

Pacific Cable.—Provosep Dupiication.—Mr. Milward, of the 
Pacific Cable Board, who is now in Fiji inquiring in connec- 
tion with the duplication of the Pacific cable, is going to Lon- 
don to meet the directors in June. when a decision on the pro- 
ject is expected Не estimates the cost at £2,000,000, with 
work occupying two years.—Daily Mail. 

The Telephone Service.—NEw .DEVELOPMENTS.—The Post 
Office announced, on May 10th, some details regarding 
the expenditure of 94 million pounds upon the im- 
provement and extension of the telephone service. It 
13 proposed to open twelve new exchanges at the 
following places in the london area:—Monument (S.E.), 
Barnet, Tottenham, Eltham, Kilburn, Southall, Hounslow, 
Nunhead, Woodford, Wallington, Addiscombe, and Thornton 
Heath. 

In the provinces nine new exchanges are to be installed, 
namely, at Eastbourne, Southampton, Swansea, Birmingham, 
Sheffield, Buxton, Liverpool, Inverness, and Dundee. 

Automatic systems are to be introduced into Gloucester, 
Swansea, Sheffield, Shrewsbury, Dundee, and Kirkcaldy, while 
new automatic exchanges are to be installed at. Southampton 
and Fleetwood, where the system is already working. 
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United States. — WIRELESS ON А TRAIN.—The Southern Pacific 
Railroad Co. has had installed on one of its trains a radio 
receiving set to receive the broadcasting of concerts, &c. The 
first trial, which took place on April 9th, was quite success- 
ful. The aerial consisted of forty feet of two-strand antenna 
14 in. above the roof of the car. The two strands were tapped 
at the centre of the car, and the taps joined inside of the car 
and connected to the receiving instruments. The receiving 
-set consisted of a two-step ''Magnavox ' audio frequency 
‘power amplifier, a type “R 2 Magnavox " amplifying horn, 
and a Western Electric two-step amplifier and detector, a 900-V 
“B” battery and 6-V filament battery. Four wires were 
laid on the cement floor of the car under the carpet and 
brought to one common terminal at the set.—Telegraph and 
Telephone Age. 

Wireless Telegraphy.—On Friday night last damage to the 
amount of between £20.000 and  £30.000 
British naval wireless station at Bunbeg, Co. Donegal. A few 
weeks ago a party of the I.R.A. mutineers took possession of 
the station, and, having used it for various purposes, last 
week they sold the fittings and furniture and set the place 
on fire. The extensive mansion-house, naval and military 
quarters, and the wireless portion of the building—all of 
which had been put up during the war—were burned. 

Wireless Telephonv.—The T. € T. Age credits Maior-General 
G. O. Squier with the invention of a new development in 
wireless telephony bv which speech can be received Һу attach- 
ing the usual receiving set to an electric lighting circuit and 
eliminating the antenne. The whole operation, it is stated, 
consists of removing a lamp from its holder and plugging in 
the receiver of the radio set. О 


саар сы = ре чс ү eT 


CONTRACTS OPEN AND CLOSED. 


_ (The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL. REVIEW in which the 
“ Official Notice " appcared.) 


OPEN. 

Aberdare.—Urban District Council Electricity Depart- 
ment. Second-hand 500/700-kW Belliss or other a.c. steam 
generating set. (May 5th.) 

Powell Duffryn Steam Coal Co., Ltd. Copper wire and 
electrical accessories for three or six months. Stores manager, 
Aberaman Offices, Aberdare. 

Aberdeen.—May 22nd. Electricity Department. Struc- 
tural steelwork, corrugated iron sheeting, &c., for the new 
boiler-house at Ferryhill. (May sth.) 

Argentina.— Buenos ArnEs.—June 28th. Argentine Board 
of Sanitary Works. Hydro-electric generating station and 
transforming sub-station for the town of Catamarca :—Three 
165-h.p. Pelton wheels, three 110-kW three-phase alternators, 
switchboard, two 20-kVA three-phase static transformers, 
piping, valves, and accessories, spares, &c.; two 130-kW motor- 
generators, with switchboard and spares.* 

BuENos Аткеѕ WaTERWORKS.—Machinery for three pumping 
stations, one power station, and eight transforming sub- 
stations. Copy of the specifications and conditions of tender 
(in Spanish), with blue prints, can be seen at the Department 
е 35, Old Queen Street, Е.С. (Room 49), up to June 

Australia.—MELBOURNE.—September 15. Electricity Com- 
mission. Five surface feed water heaters, six surface vapour 
condensers, 12 feed-water evaporators. (See this issue.) 

October 17th.  Postmaster-General's Department. Supply 
of automatic switchboards and associated apparatus for two 
suburban exchanges at Melbourne. 

June 90th. ^ Postmaster-General's Department. 4904 tons 
bronze wire (sched. 25), 400 tons galvanised iron wire (sched. 
32), 47 tons galvanised steel wire (sched. 32), 413,400 Jointing 
аа с о issue.) 

une 7th. ictorian ilways. Supply and deliver 
7,190 steel rails (60 1b.); 7,390 Бена bu 

QUPENSLAND (BowEN).—June 30th. Municipal Council. 
Lue power generating plant, ewitchboard and other equip- 
ment. 

. Belgium.—Sr. Сплоѕ (BRUSSELS).—May Brd. Municipal 
Council. Armoured cable, &c.* | 

‚Мау 22nd. Municipal Authorities of Antwerp. Construc- 
tion of a higher technical elementary school. The estimated 
cost is 248,000 fr., and electrical firms interested сап вее a 
СРУ of ps d neon а dd at the Department of 

verseas Trade (Room ‚ 959, Old Queen Street, L 
S.W.1. (Ref. 15500/FW/PN.) Y | ius 

Dorchester.—Mav 24th.  Electricitv Department. One 
vertical gas engine direct coupled to а 1.000-kW d.c. generator, 
with gas producer plant, pipework, auxiliaries, &c. (May 6th.) 

Dundalk.—May 23га. Electricity Department. One 
340-kW Diesel generator, one 100-kW motor-generator, one 50- 
kW balancer. switchgear, &c.: replating 500-V storage bat- 
terr. (May 5th.) | 

France.—NeERAc, DEPARTFMENT LOT ET GARONNE.—May 95th. 
Municipal Council. Material and installation for an electrical 
distribution network at Nerac. 


was done to the - 


‘Pipework and valves. 


Glasgow.—The Education authority invites tenders for in- 
stalling electric light.in a number of schools. Schedules from 
Property Department, 129, Bath Street, Glasgow. 


Greenlaw  (Berwick).—Parish Council. Wiring Town 
Hall for electric lighting installation, also street lighting. 
Mr. D. Leitch, clerk, Parish Council offices, Greenlaw, Ber- 
wickshire. Е 

India.—May 26th. High Commissioner’s Department. 
Insulator cups, porcelain or glass. (May 5%.) 

June 9th. High Comuinissioner's Department. Copper tele- 
graph wire, Carsack elements for Leclanché cells, v.i.r. insu- 
lated cable. (See this issue.) 

Italy.—]uly 31st. The State Railways announce that the 
period for the reception of tenders for the electrification of 
the Bologna-Venice-Monfalcone line, fixed previously for April 
30th, 1922, has been extended until July 315%, 1922. 


Kirkcaldy.—]une 5th. Electricity works. Steam turbine, 
three-phase alternator, condensing plant and piping. (May 
12th.) р 

London.—Hac&NEY.—June 14#. Electricity 
(May óth.) | 

IsLINGTON.—May 27th. Board of Guardians. Electric light 
and power installation at the Institution, &c., St. John's Road, 
Holloway. (See this issue.) : 

STEPNEY.—June th. Electricity Supply Department. 
Three water-tube boilers, with chimneys, eccnomisers, and 
accessories; two 10,000-kW — turbo-alternators with con- 
densers, accessories, and switchgear. (May 5th.) 

Manchester.—May 23rd. Electricity Committee. Electri- 
cal storage batteries, for Barton power station. One 120-cell 
battery, capacity 600 amp. for one hour; one 120-cell battery, 
capacity 300 amp.-hours at the 10-hr. rate. (Мау óth.) 


New Zealand.—WELLINGTON.—July 4th. Department. of 
Public Works. Three 1,320-kVA single-phase transforiners, 
with accessories.* 

Nottingham.—]une 9th. Electricity Department. North 
Wilford power station. Six stcel-tube fuel economisers, four 
steel chimneys, six induced draught fans, &c.; e.h.p. main 
switchgear, e.h.p. and l.p. auxiliary switchgear, cable connec- 
tions, &c.; three 30-in., one 10-in., and three 3-in. electri- 
cally-driven centrifugal pumps; one 75-ton overhead travelling 
electric crane, one 10-ton and one 5-ton overhead travelling 
hand crane, &c.; two 750-kW rotary converters, one 35-kW 
motor generator-booster, &c. (May 12th.) , | 

Preston.—June 24th. Electricity Department. Boilers, 
stokers, economisers, fans, chimneys, feed piping, and feed 
pumps. (May 12th.) 

Rhondda.—June 6th. Electricity Committee. 
tion, e.h.p. and l.p. switchgear. (See this issue.) 


Siam.—BancKox.—June 28th. Department of Posts and 
Telegraphs. Telegraph and telephone material, including wire, 
cable, wall telephones, &c.* 

South — Africa.—Fna4NKFORT, Orance Free State.—The 
Municipality is inviting tenders for a hydro-electric scheme. 
Particulars from the consulting, engineer, Mr. W. Ingham, 
101, Consolidated Buildings, Fox Street, Johannesburg. 

GRAHAMSTOWN, CAPE PnoviNcE.—September Ist. | Power 
plant. alternators, switchboard, transformers, cables, &c. 
Specifications from Mr. F. G. Clarkson, town clerk.* 


Sunderland.—]une lst. Tramways Department. 150 
tons of steel tramway rails. General manager. 


Warrington.—May 30th. Cheshire Lines Committee. 
Six months’ supply of stores and materials. including tele- 
graph materials. Stores Superintendent, Cheshire Lines, War- 
rington. | 


Committee. 


Sub-sta- 


*A copy of the plan, specifications, and conditions of tender. 
&c., ean be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Australia.— MeLBouRNE.—Electricity Committee. 
Accepted :— 
Copper bars, £153; 25 tons bare h.d. copper cable, 4£3.267.— British 
Insulated & Helsby Cables, Ltd. 
SYDNEY.—Electricity Committee. Recommended :— 
5-атр. meters (£3,187).—Electricity Meter Manufacturing Co.—Tender;. 


Cardiff.—Electricity Committee. Accepted:— 
Erection of bunkers and boiler-house roof, Roath power station.—John 
Booth & Sons, Ltd., Hulton Steelworks, Bolton. 


Farnborough.—Urban Council. Accepted:— 
Installing the electric light in the large hall at the Town Hall.—Burch 
and Vertue. 


Glasgow.—Corporation. Accepted:— 
Alterations to electric lighting at Corporation district libraries (£52).— 
Johnston, Park & Co. 


Corporation. Tramwavs Committee. Recommended:— 

Н.р. switchgear for Whitevale  sub-station.—Metropolitan-Vickers Elec- 
trical Co., Ltd. 

Spare resistance for electric welding plant.—The Electro-Mechanical Brake 
Co., Ltd. 

Steam piping for 10,000-kW turbo-alternator.—John Spencer, Ltd. 

Tramway poles.—Stewarts & Lloyds, Ltd. 


Sub-Committee on Works and Stores. Recommended:— 
Electrical materials required bv the departments during the next siz 
months.—General Electric Co., Ltd. 


Supply 
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India.—J UBBULPORE.—The contract for the installation of 
plant, wiring, and other equipment for the lighting of the 
Cantonment, the city and suburbs has been placed with the 
Metropolitan-Vickers Electrical Co., Ltd. It is expected 
that the work will take between two and three years.—Indtan 
Engineering. | 

Portsmouth.—Town Council. 


Cables (£483).—Pirelli-General Cable Works, Ltd. 

Cable (£52).—Johnson & Phillips, Ltd. 

Steelwork for new engine-house roof (£145).—Braithwaite & Co. | 

Circulating pump (£970) and three feed pumps (£185 cach).—G. & J. Weir, 
Ltd. 


Weymouth.—Town Council. .Xccepted:— 
Commutator for the turbo-generatur (£195).—Brueh Electrical Engineer- 
ing Co., Ltd. 


FORTHCOMING EVENTS. 


LU 


Junior institution of Engineers.—Fridav, May 19th. At Caxton Hall, 
S.W. At 8 p.m. Lecturette, '* Engineering Business in China," by Mr. 
F, W. G. Clark. 

Friday, May 26th... At 8 p.m. Lecturette, “ Enginecring Appointments 
and How to Get Them," by Mr. J. C. Rennie. 

Institute of Physics.—Tuesday, Mav 23rd. At Burlington House, Piccadilly, 
W. At 5 p.m. Annual general meeting. Presidential address by Sir 
J. J. Thomson, F.R.S. 

Royal Seciety of Arts.—Wednesdav, May Ath. At John Street. Adelphi, 
W.C. At 8 p.m. Paper on ''The Natural Power Resources of Ireland 
(Coal, Peat, Water Power)," by Mr. G. Fletcher, Department of Agri- 
culture and Technical Instruction for Ireland. 

institution of Electrical Engineers.—Thursday, May 25th. At the Insti- 
tution, Victoria Embankment, S.W. At 6 p.m. Annual general mecting. 

The annual general meeting of the Benevolent Fund will be held at 
5.4) p.m. а . 

illuminating Engineering Society.—Thursday, Мау 25th. At the Roval 

Society of Arts, John Street, Adelphi, W.C. Аг R p.m. Annual meeting. 
Presidential address by Sir J. H. Parsons, F.R.S. 

National Association of Supervising Electricians.—Thursdav, May 25th. 
At 2 p.m. Visit to the Osram Works of the General Electric Co., Ltd. 
Physicai Society of London.—-Friday, May 26th. At the Imperial College 
of Science, South Kensington, S.W. At 5 p.m. Lecture on *'' Atomic 
Weights and Isotopes," by Dr. F. W. Aston, F.R.S. 

Royal Institution of Great Britain.—Fridav, May 26th. At Albemarle 
Street, W. At 9 p.m. Lecture on ''The Internal-combustion Engine, 
its Influence and its Problems," by Prof. W. E. Dalby. 

Saturday, Mav 20th. At 3 g.m. Lecture on '' The Disappearing Gap 
Between the Х-глу and  Ultra-Violet Spectra "; dii.) ** Photo-Electric 
Methods," bv Prof. O. W. Richardson, F.R.S. 

Association of Engineers-in-Charge.—Saturdav, Mav 27th. 
Restaurant (Venetian Chamber), At 6 for 6.30 p.m. 
annual dinner. 

Electricity District Inquiry.—Tuesday, May 30th. At the Middlesex Guild- 
hall, Westminster. S.W. At 10.30 a.m. Inquiry by the Electricity Com- 
missioners into the applications of the South-Eastern & Chatham Rail- 
wav Co.'s Managing Committee and the West Kent Electric Co.. Ltd., 
for consent to the establishment of power stations at Charlton and Bel- 
vedere respectively. 


At the Holborn 
Twenty-second 


“ELECTRICAL REVIEW" SERVICE 


DEPARTMENT. 


THE 


We continue to receive many inquiries without the necessary 
stamped addressed envelope for reply. We would, therefore, 
once again remind inquirers of the «imple rules of the Service 
Department :— 

1. Address your inquiries to the ELECTRICAL Review, LTD., 
Service Department, and enclose a stamped addressed enve- 
lope. : 

2. Do not ask for information until you have satisfied your- 
self that it is not already contained in our advertisement pages. 

3. If we are the means of putting you in touch with the 
firm or firms that you require, do us the favour of mentioning 
the ELECTRICAL REVIEW. 

No charge is made for the service. 


To complete our answers this week we need the names of 
suppliers or manufacturers of :— 
Millington & Miller. Lamp Shade Remover. 
An electrica! device for locating iron pipes in the ground. 
Hecla irons and heating apparatus (Swiss). 


NOTES. 


The Lock-out.—According to the various newspaper 
reports of yesterday morning, the revised proposals of the 
employers were before the conference on Wednesday, and were 
favourably viewed by the union representatives, who regarded 
them as more satisfactory than previous proposals and likely 
to afford a basis of settlement. The following agreed state- 
ment was issued on Wednesday night :— 

" The union representatives have been in negotiation with 
the employers, and have considered the proposals submitted 
lor their consideration by the employers. Further questions 
were addressed to the employers and answers received, and the 
conference stands adjourned until to-morrow morning. The 
union representatives will meet separately at 10 o'clock and 
vill meet the employers in joint conference later.” 


A Journal of Scientific Instruments.—The Institute of 
hysics, impressed with the need of a journal dealing with 
methods of measurement and the construction and use of 
Instruments, has under consideration the publication of a 


a 


journal bearing the above title. In Germany there are some 
four or five journals which cover this field, and one of these, 
which devotes itself entirely to the subject of scientific 1nstru- 
ments, has been of great influence in imparting a sense of the 
importance of scientific methods in the study of technical and 
industrial problems. Incidentally, it has been largely instru- 
mental in fostering the scientific instrument trade of the 
country. 

Research workers and manufacturers in this country have 
long felt the need of such a journal, for although descriptions 
of instruments and methods of measurement are published in 
the specialised journals and in the Trunsuctions of learned 
societies, emphasis is not, as a rule, laid on the construction 
of the instruments, nor are detailed drawings generally repro- 
duced. Still less does one find an indication of possible 
applications of an instrument or method in a field other than 
that for which it was originally devised. Physjcal measure- 
ment is the basis of all exact scientific and industrial work, 
and a journal of the proposed scope will not only be of direct 
value to the research worker in physics, chemistry, engineer- 
ing, biology and medicine, but it will also materially aid 
manufacturers of scientific instruments and act as an Incentive 
to invention and progress. 

The journal will be managed by a committee appointed by 
the Institute of Physics, on which the Department of Scientific 
and Industrial Research and the National Physical Laboratory 
will be represented, and the editorial work will be carried out 
at the National Physical Laboratory, assisted by a scientific 
advisory committee appointed by the Institute of Physics. It 
will probably consist of 32 pages. and will be published 
monthly at 2s. 6d. per issue. The Institute will only find it 
possible to make itself responsible for the journal if its 
financial position 18 secured, and as a means of ascertaining 
what support тау be expected a specimen number is now 
being issued gratis. Anvone desirous of obtaining a copy 
of this number is asked to apply to the Secretary of the 
Institute of Physics, 10, Essex Street, London, W.C.2, and to 
enclose 6d. to cover postage. 


Appointment Vacant.—Tramways -manager (£400), for 
the Keighley Corporation tramways. (See our advertisement 
pages to-day.) 


Service Notes.—Lieutenant J. M. Howson has been posted 
to the battleship Courageous ав flag-lieutenant to Rear-Admiral 
E. Hyde Parker and as signalling and wireless officer to the 
Reserve Fleet, from the 15th inst. Lieutenant Howson was 
formerly serving in the same capacity on the battleship Con- 
queror. Lieutenant B. R. Willett, D.S.C., has been similarly 
posted to the battleship Revenge as signalling and wireless 
officer to Rear-Admiral A. A. M. Duff. He won the Dis- 
tinguished Service Cross during the fighting in the North Sea 
in 1915. Latterly he was at the Naval College. Lieutenant 
W. S. Mann has joined the staff of the battleship Revenge for 
wireless duties. 


** Anti-Dazzle" Lamps.—Mr. J. W. T. Walsh, of the 
National Physical Laboratory, lecturing before the Optical 
Society, on May 11th, on the problem of glare from motor-car 
headlights, said that about 2,000 devices had either been put 
on the market or suggested in the last five years, with the 
object of giving the lamp beam the required distribution to 
eliminate glare, but the problem was still awaiting solution. 
Owing to the increasing number of accidents attributable to 
it, the matter was one of continually greater urgency. In the 
United States the problem had been dealt with by confining 
the main part of the heam to the region below the horizontal. 
Fifteen States (including New York and Ohio) had put a limit 
to the candle-power above the horizontal. 35 States imposed a 
maximum candle-power of beam, and 19 States specified a 
maximum candle-power varying from 21 to 32 for the lamp 
inside the projector. The only devices worth considering were 
those which aimed at re-distributing the light in the beam. 
Mr. Walsh emphasised the desirability of uniformity of '' anti- 
dazzle ’’ legislation throughout the world, and mentioned that 
the International Commission on Illumination had appointed 
a special commission to secure this object.—The Times. 


Brakes for Tramcars.—Mr. W. Dawson, assistant 
tramway engineer to the Bradford Corporation, lectured 
before the Yorkshire Association of Civil Engineers, at Brad- 
ford Technical College, on May 8th, on '' Brakes for Tramway 
and Road Vehicles." Professor G. F. Charnock. president of 
the Association, occupied the chair, and commented on the 
large percentage of tramway accidents which were found to 
be due to defective brakes, and remarked that every passenger 
who caused an electric car to be stopped for him to enter or 
alight was responsible for an expenditure of energy which 
would carry him nine miles. It had been ascertained that in 


several large cities the stopping and starting of cars cost in 


energy as much as £50,000 in a year. The lecturer referred 
very largely to the electric tramway braking system in Brad- 
ford, where, owing to the hilly nature of the routes, it was a 
most important factor. The Bradford ears were fitted with 
three brakes. The track brake was applied to such an extent 
as practically to balance the effect of gravity pull on the car 
on any gradient; the electric brake was in such a position 
that in the event of a car exceeding eight or nine miles per 
hour the brake would come into operation and limit the speed ; 
and the hand-brake provided general control of the car. 
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A 1,000,000-volt Transformer,—We reproduce from the 
Westinghouse International some particulars and illustrations 
of the 1,000,000-V, 1,000-kVA transformer made by the 
Westinghouse Co., to which previous reference has been made 
in our pages. The windings of this transformer, seen in fig. 1, 
contain nearly 70 miles of wire, and are assembled on the 
principle of a condenser bushing. The transformer is divided 
into a number of cylindrical coils, each consisting of one layer 
of turns wound on a micarta tube. The two sets of windings 


are cross-connected so as to produce a progressively increasing 


t 


: ing 1s 19 ft. in 


Ес. 2.—Tue 1,000,000- V 
TRANSFORMER INSTALLED. 


Fig. 1.—THE WINDINGS OF THE 
1,000,000-V TRANSFORMER. 


voltage from the inner, or smallest diameter, coils to the 
larger diameter coils. The windings of these large coils con- 
sist of treated cloth-covered cable to withstand the heavy 
surges produced when the apparatus under test flashes over. 
Fig. 2 shows the completed installation. The terminal bush- 
length, 41.5 in. in diameter, and weighs 
9.000 Ib. The static shield is 10 ft. in diameter and 20 in. 
deep. From the dimensions given, and from the comparison 
provided by the man appearing in fig. 1, a good idea of the 
size of this transformer may be gained. 

Fatality.—On May 5th the inquest was resumed on Wil- 
liam Bacon, of Sutton-in-Ashfield, who was killed while work- 
ing a coal-cutting machine at Silver Hill Colliery. William 
Smith, who was working with deceased, stated that on April 
27th it was found that the controller into which the coal- 
cutter was plugged was damaged, and so a new one was fitted. 
Witness plugged into this and received a severe shock. He 
was assisted to his feet, and it was found that Bacon, who 
was several yards away, was lying on his face, dead. The 
electrician in charge stated that he tested the machine and 
found it in order, except for a leakage due to the faulty insu- 
lation of the earth wire; the controller was correctly fixed. 
Witness thought that the mishap was due to the operator 
having switched on before inserting the plug. It was elicited 
from the witness Smith that he had had no proper instruction 
in the handling of the apparatus. The jury found that Bacon 
was accidentally killed, adding that it considered that 
proper rules should be drawn up and strictly adhered to. 

A Fan Adapted for the Removal of Suspended Particles.— 
A modification in the design of the ordinary paddle-wheel 
type of fan blower, whereby it is adapted for the removal of 
cinders and dust from the air it handles, has been developed 
by the B. F. Sturtevant Co. Buckets are provided at the 
inlet edges of the blades, and from each bucxet an inclined 
channel leads the dust to a special dust chamber, where 16 
drops out of suspension and is removed from hoppers 
periodically. 

It is claimed that this type of blower is just as efficient a 
fan us the average induced-draft fan, and that it removes 
up to 75 per cent. of the solid matter in the air, depending, 
of course. on the nature of the material. Two large fans 
installed in connection with six 500-h.p. boilers in New York 
City each reraove about 250 lbh.. of cinders per hour when 
the boilers are operating at 200 per cent. of rating. This 
tvpe of fan has also found successful application in connec- 
tion with boilers using pulverised fuel.—Chem. and Met. 
engineering, 


INSTITUTION NOTES. 


The Institution of Electrical Engineers.— WIRELESS SECTION 
COMMITTEE, 1922-23.— The foliowing members have been nomi- 
nated to serve on the Wireless Section Committee for 1922- 
1928: Chairman, Prof. С. W. О, Howe, D.Sc. New nomina- 
tions for membership of the Committee: S. Brydon, M.Sc.; 
J. St. Vincent Pletts; Capt. H. R. Sankey, C.B., C.B.E., R.E. 
R. L. Smith-Rose, B.Sc. The following will continue to serve 


‘port Congress at the Institution of Civil iy рма 
a 


as members of the Committee: B. Binyon, O.B.E.; R. C. 
Clinker; Dr. W. H. Eccles, F.R.S.; Prof. C. L. Fortescue: 
G. H. Nash, C.B.E.; C. C. Paterson, O.B.E.; Capt. H. J. 
Round, M.C.; L. B. Turner, M.A. 

Not later than 14 days after the publication of the Com- 
mittee's list of nominations, any five members of the Wire- 
less Section 1nuy nominate any other duly qualified person 
to fill any vacancy. 

LIVERPOOL Sus-CENTRE.—The third annual report of the 
Sub-Centre states that seven ordinary meetings have been 
held, with an average attendance of 99 members. The mem- 
bership increased in total from 367 to,447. The Council of 
the Institution has agreed to the inclusion of the whole of 
the counties of Flint, Denbigh, Merioneth, Montgomery, and 
Carnarvon, and also the Island of Anglesey, within the North. 
Western Area; this territory has been added to the Sub-Centre s 
area. 


Institute of Transport.—On Wednesday last, Sir Henry P. 
Maybury, K.C.M.G. (President), opened the ein Жү сиң 
Рге- 
sident of the Board of Trade (Mr. Stanley Baldwin) was pre- 
sent, and welcomed the delegates. During the morning 
papers were read by Sir Cyril Kirkpatrick on “ Recent Im- 
provements in Transport Facilities in the Port of London”: 
Capt. Н. Riall Sankey, C.B., on ‘‘ Wireless as an aid to Trans 
port "; and Col. C. H. Bressey, O.B.E., on '' The Design, 
Construction and Maintenance of Highways in Relation to the 
Development of Mechanically-propelled Vehicular Traffic." In 
the afternoon visits were made to Wembley, Marconi Hous. 
the George V Dock, the new Great West Arterial Road, and 
the Somers Town goods station of the Midland Railway. 
Among the papers delivered yesterday (Thursday) was one on 
‘The Future Design of Road Vehicles for Passenger and 
Goods Services," by Sir John I. Thornycroft, K.B.E. Visit: 
were made in the afternoon to Lots Road power station. 
Messrs. Vickers’s aviation works, and other places of interest. 
‘he Congress continues to-day and to-morrow, the latter da: 
being devoted to visits to railway stations, telephone 
exchanges, &c. А conversazione was held at the Mansion 
House on Wednesday evening, the delegates being received by 
the Lord Mayor and Lady Mavoress. | 


Yorkshire Association of Mining Electrical Engineers.— 
Mr, J. Н. Wittrams (Barnsley) has been elected President of 
the Association for the ensuing session; with Messrs. Ro: 
Holiday, and J. R. Haigh (Lofthouse) as vice-president. Mr 
W. Winter (Castleford) has been re-appointed hon. secretary. 


Diesel Engine Users’ Association.—JUNeE MEETING.—Àt а 
meeting of the Association on June 2nd, at the Institution of 
Electrical Engineers, a paper on '" Marine Diesel Engines, 
by Mr. H. F. P. Purday, B.Sc., is to be read and discussed. 
Non-members interested in the subject, and desirous ol 
attending the meeting, can make application for tickets o 
admission to the honorary secretary at 19, Cadogan Gardens. 
S.W.3. 

British Society of Engineers.—Mr. Caleb Smith (Walsall) 
has been elected president of this Society (which was founded 
in 1919) for session 1922-23. The Society is organising ап 
aerial expedition to the North Pole, and it is also aiming at 
the establishment of 28 branches in the United Kingdom. 
each equipped with a wireless telephone receiving station. 
Particulars may be obtained from the secretary, Hon. Capt 
C. Frobisher, 21, Nesfield Way, Stubbin Estate, Shirogreen. 
Sheffield. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of (he profess 
and industry, also electric tramway and railway officials, tv 
keep readers of the E.LectricaL REVIEW posted as fo thor 
movements, 


We have pleasure in giving a portrait of Mr. C. Le MAISTRE, 


secretary of the B. E.S.A. and the I.E.C., which we have ех 


tracted from him with the utmost difficulty. his view bem: 
that while his association is, of course, highly meritorious, hr 
own personality is merely a part of the organisation, of n^ 
particular interest to our readers. But we have our own vien‘ 
on the subject, and we think that anyone who is personalh 
acquainted with Mr. le Maistre, and with the strenuous labours 
which he undertakes on behalf of the two bodies above men: 
tioned, in the interests of British industry, will agree that hi 
personality, his tact, his diplomacy, his courtesy, and above 
all, his tireless energy, have had a large share in raising the 
B.E.S.A. and the I.E.C. to the high plane of efficiency ant 
appreciation which they now occupy. 

Mr. LE Maistre has been connected with the work o 
standardisation since its very early days, having joined the 
staff of the Engineering Standards Committee, as it then та, 
at the beginning of 1903. It is interesting to note that the 
Association reached its 21st birthday on April 26th last. Mr. le 
Maistre assisted Colonel Crompton, the honorary secretary 40 
founder of the International Electrotechnical Commission, 17 
the gathering together of the electricians of the world to form 
the I.E.C., of which he has been the general secretary 80% 
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its inception, and in connection with which he has travelled 
in over twenty different countries. Just before the war broke 
out the I.E.C. held one of its most successful meetings in 
Berlin, when 25 nations were represented, the meeting being 
held in spite of many difficulties. 

In 1916, on behalf of the Electrical Section of the Standards 
Committee, Mr. le Maistre went to America to confer with 
the Standards Committee of the American Institute of Elec- 
trical Engineers. He also visited Canada. It was during his 
absence on his visit that the laté secretary of the Engineering 
Standards Committee, Mr. Leslie Robertson, was lost on the 
Hampshire with Lord Kitchener. When he came back from 
America, Mr. le Maistre was appointed as Mr. Robertson's 
successor. On hearing the sad news of Mr. Robertson's Joss. 
whith was telegraphed to him in Canada, опе of the most vivid 
recollections he had was of spending the last evening before 
sailing, with his late chief, with whom, during latter years, he 
had become extremely friendly, and to whom he was very 
attached. 

When Mr. le Maistre took over the work of the Engineering 
Standards Committee in 1916 there were 100 committees: now 
there are over 400. The work has increased at least five-fold, 


Mr. C. D. Le Maistre, C.B.E., 
Secretary of the British Engineering Standards Association. 


and in spite of many difficulties, nat the least being the 
financial one, the Association is, as the Americans say, '' de- 
livering the goods.” 

Mr. le Maistre, who was born in Jersey in 1874, was edu- 
cated at Brighton College and at the Central Technical Coliege, 
where he obtained his diploma; his engineering trainiug was 
gained in the old Thames Iron Works. He also passed some 
considerable time in consulting work, country house and 
factory lighting. 

In 1919, as secretary of the B.E.S.A., he went to Canada 
and the United States, and was consulted by the founders of 
the American Engineering Standards Committee, then in the 
throes of organisation. Professor Comfort Adams was at that 
tme chairman of the American committee, and, with him, 
Mr. le Maistre had many interviews with members of the 
American Government, the Bureau of Standards, and the 
various American Engineering Societies, all of whom were 
much impressed with the progress being made in Great Britain 
m co-ordinating industrial standardisation. 

_In 1921, with the consent of the nain committee of the 
B.E.S.A., he acted as chairman of an unofficial conference of 
secretaries of the various standardising bodies now in existence. 
Although the meeting was unofficial, its recommendations 
have been placed -before the executive committees of the 
respective standardising bodies, and this should be of con- 
siderable assistance in promoting, along right lines, inter- 
national agreement on standardisation generally. He is a 
corporate member of the Institution of Civil Engineers 
(A.M.Inst.C.E.), a member of the Institution of Electrical 
Engineers, an Associate of the City & Guilds Institute, the 
Central Technical College, and he is the local honorary secre- 
tary of the American Institute of Electrical Engineers. For his 
connection with aircraft work during the war he ereceived 


the C.B.E. 


Sir T. Н. Номлмр, K.C.S.I., К.СІЕ., D.Sc., FERS has 
accepted the invitation of the governing body of the Imperial 
College of Science and Technology, London, to be rector, in 
Succession to Sir Alfred Keogh, G.C.B., LL.D., who is retir- 
ing at the end of August under the age limit. 

The Delegacy of the City and Guilds (Engineering) College, 
which forms the engineering section of the Imperial College 
of Science and Technology, has appointed Professor C. L. 
FoRTESCUE, O.B.E., M.A. (Cantab.), M.I.E.E., of the Royal 
Naval College, Greenwich, to succeed Professor T. Mather, 
F.R.S., who is resigning the Chair of Electrical Engineering 
in the college at the close of the present session. 

Sir RICHARD GREGORY, F.R.A.S., F.Inst.P., has accepted 
the position of president of the Decimal Association, in succes- 
sion to the late Lord Belhaven and Stenton. 

At a meeting of the Faversham Town Council, last week, a 
letter was read from the Association of Municipal Electrical 
Engineers protesting against the reduction of the salary of the 
electrical engineer (Mr. Sommerville) to £396 per annum, and 
asking the Council if it could not at present see its way 
to pay him the Association’s scale and continue the salary paid 
to him in 1921. The Council decided to adhere to the reduc- 
tion. 

Mr. CLIFFORD MITCHELL, works manager at Marconi's Wire- 
less Telegraph Works, at Chelmsford, who has resigned, has 
been presented by the employés with an antique walnut 
bureau, a silver cigar case, and an address. 

The Paisley Town Council is reducing salaries of a number 
of officials; the reduction in the case of the electrical engineer 
is £36. 

According to The Times, Mr. Henry J. B. CHAPPLE, B.Sc. 
(Engineering), Whitworth Scholar, has been appointed lec- 
turer in electrical engineering at the Bradford Technical 
College. | 

Dr. Frank В. Jewett, of New York, has been elected Presi- 
dent of the American Institute of Electrical Engineers for the 
ensuing year. 

Mr. J. W. Борсек, A.M.LE.E., who for some years has 
been chief transformer designer and assistant manager with 
Messrs. Ferranti, Ltd., has relinquished his connection with 
them in order to take up a similar position with the Hack- 
bridge Electric Construction Co., Ltd. 

Mr. J. J. Butter has been appointed Manchester District 
Secretary of the Federation of British Industries, as succes- 
sor to Mr. John Haworth, who has retired. Mr. Butler has 
been the F.B.I. special organiser for the East Midland area 
for nearly three years. 


Obituary.—Mn. W. J. Снарвокх.— Мг. W. J. Chadburn. 
who has died at Mansfield, at the age of 68, was a director of 
the Mansfield Tramways Co. He was Mayor of Mansfield in 


1899. 
Mr. T. Е. Jupce.—The Times records the death of 
superintendent of {һе 


Mr. Thomas F. Judge, mill 
Anglo-Newfoundland Development Co's Paper mills, which 
occurred at Grand Falls, Newfoundland. last Friday. 
“Mr. Judge went to Grand Falls in 1908 to, arrange 
for and superintend the installation of electrical power and 
lighting plant. He was appointed head electrical engineer, 
and ten years ago he became mill superintendent at Grand 
Falls. Before joining the Anglo-Newfoundland Development 
Co. he had supervised similar electrical installations at St. 
Croix Mills and Laurentide Mills, under the direction of Mr. 
G. F. Hardy. of New York. The excellence of the power and 
lighting plant at Grand Falls bears witness to the skill and 
thoroughness of his work.” | 

Mr. W. B. Wuyte.—Mr. William Bebtie Whyte, electrical 
engineer at the Beachlev power station, was killed in a motor 
accident, which took place on Thursday night last week at 
Pennsylvania Village, near Chepstow. 


NEW COMPANIES REGISTERED. 


Park Electrical and Engineering Co., Ltd. (151,622).— 
l''ivate company. Registered May Rth. Capital, £10,000 in £l shares. То 
acquire the land and buildings in Ashburton Road, Trafford Park, Manches- 
ter, now owned by the Park Electrical and Engineering Co.. and to 
carry on the business of electrica! and mechanical engineers, electricians, and 
manufacturers, &c. The permanent directors are:—G. L. Brown, '' Fernlea,"' 
Park, Hill Drive, Rutherglen, Lanark, engineer; A. C. Penny, '' Spring 
Bank," 32, Talbot Road, Old Trafford, Manchester, engineer. Qualification, 
£500. Remuneration as fixed by the company. Secretary: G. L. Brown, 
Solicitor: J. Prior, 438, Corn Exchange Buildings, Manchester. 


Magneto Repair and Winding Co., Ltd. (181,658).—Pri- 
vate company. Registered May 9th. Capital, £000 in £l shares. To take 
over the business of magneto repairing and clectrical engineering carried 
on by D. Jones at 5, Salubrious Place, Swansea, as the ** Magneto Winding 
and Repairing Co." The provisional directors are :--D. Jones, '' Vaudeville," 
Tveroes, Pantyffynnon, Carmarthenshire Line, colliery examiner; F. H. 
Thomas, 132, Bryn Road, Swansea, electrical engineer. Qualification, £100 
Secretary: D. Jones. Registered office: 5, Salubrious Place, Swansea. 


Russell Electrical Appliances Co., Ltd. (181,431).—Pri- 
vate company. Registered April 29th. Capital, £2,000 in £1 shares. To 
acquire and work electric meter patent No. 4,368/22, of which L. T. C. Russell 
is the sole patentee, &c. The permanent directors are: L. T. C. Russell, 21, 
Manor Road, Stamford Hill, N.16; W. G. Dewsbury, 5, Bergholt Crescent, 
N.16; E. W. Jones, 2, Treviso Road, Forest Hill, S.E. Qualification : 100 
shares. Remuneration, as fixed by the company. Secretary: "den К. Reed. 
Registered. office, 60, Queen Victoria Street, E.C.4. 
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Gas and Electricity Development Co., Ltd.—Registered on 
May 9th as a private company, with a nominal capital of £2,000 in £1 shares. 
The objects are: To adopt an agreement with Sir Charles Bright & Partners, 
Ltd., The Premier Gas Engine Co., Ltd., Crompton & Со,, Ltd.. and F. J. 
Palmar, and to carry on the business of gas, electricity, and water supply, 
metallurgical, mechanical, and chemical engineers, electricity and gas miukers 
and distributors, consultants, technical and financial advisers, and heat, 
light, and power specialists. &c. The signatories to the Memorandum_ of 
Association (each subscribing for one share) are:—E. W. Goodale, ба, Bed- 
ford Square, W.C.1, solicitor; R. W. Fiddes, 170, Hainault Road, Leyton- 
stone, Е.11, clerk. Sir Charles Bright & Partners, Ltd., have the right to 
appoint two directors, and the remaining parties to the above agreement have 
the right to appoint one director each. The first directors are not named. 
Qualification (except nominees as above), 100 shares. Remuneration as fixed 
bv the company. The registered office is 146, Bishopsgate, E.C.2. The file 
number is 181,648. 


Sir Charles Bright & Partners, Ltd.—Registered on Mav 
th as a private company, with a nominal capital of £2,000 in £1 shares. The 
objects are: To adopt an agreement with Sir Charles Bright & Partners 
and to carrv on the business of advising. inspecting, consulting, and super- 
intending engineers, electric (including teiegraph, telephone, and submarine 
cable), gas, mining, and railway engineers, naval and general architects, 
technical experts in shipping and enuineering matters, &c. The permanent 
directors are:—Sir Charles Bright, '* Leigh Grange," Kent, civil engineer 
(chairman); A. H. Seabrook, Porters Bar, Middlesex, engineer; A. J. Stubbs, 
“ Carlisle Lodge," Woodside, Surrey, civil engineer; Lt.-Col. H. W. Wor- 
dall, ''Stinsford House," Dorchester, engineer. Qualification of permanent 
directors, 100 shares; of ordinary directors, 200 shares. Secretary: A. J. 
Stubbs, The registered office is 146, Bishopsgate, E.C. The file number is 


181.695. 

Illuminated Identification Number Plate Co.. Ltd. 
(181,688).— Private companv. Registered Mav 10th. Capital, £500 in #1 
shares. To carry on the business of manufacturers and sellers of parts and 
apparatus of all kinds for lighting. illuminating, and heating, contractors, 
peneral engincers, ironfounders, mechanical engineers, tool makers. brass- 
founders, welding engineers, manufacturers of goods in connection with light- 
ing or motor vehicles and cycle trades, dealers and letters to hire of motors, 
cars, cycles, carriages, and vehicles. manufacturers of and dealers in lamps, 
tanterns, burners, mantles, с, The subscribers (each with ane ordinarv 
share) are:—D. A. Ellam, 10, Raglan Street. Halifax, millwright: H. 
Pobinsons 72, High Street. Halifax, engineer; N. R. Spencer, 75, Ol! Lre 
Bank, Halifax, solicitor’s clerk. The first directors are not named. D. A. 
Ellam signs as manager. Registered office : 10, Raglan Street, Halifax. 


Newcastleton Electric Supply Co., Ltd. (12.204).—Private 
company. Registered in Edinburgh May 9th. Capital, £1,000 in £1 shares. 
To carrv on business as indicated bv the title. The first directors ore :— 
Miss Agnes Scott, 6, Langholm Street, Newcastleton; C. Wood, 6. Lang- 
holm Street, Newcastleton, engineer; T. Martin, 9, Langholm Street, New- 
castleton, retired; T. J. Ewart. 5, Union Street, Newcastleton, draper: T. 
Oliver, 3, Doncaster Street, Newcastleton, grocer; A. Oliver, 18, South 
Hermitage Street, Newcastleton, grocer: R. Wilson, Grapes Hotel, New- 
eastleton, chauffeur; J. Davidson, 13, Winchester Lane, Newcastleton, retired; 
D. Oliver, 37, South Hermitage Street, Newcastleton, grocer: T. Carruthers, 
l. Doncaster Street. Newcastleton, baker. Qualification, £50. Registered 
office: 44a, South Hermitage Street, Neweastleton. 


Superadio, Ltd. (181,747).—Private company. Regis- 
tered May 12th, Capital, £1,000 in £1 shares. To carry on the business of 
manufacturers, exporters and importers of and dealers in wireless telegraphic 
and telephonic anpliances, installations, foods and accessories of all kinds, 
electrical, gas. oil and lighting goods. &c. The subscribers (each with one 
share) are :—C. Orgel, 24, Queen Elizabeth's Walk, N.16, electrical accessories 
dealer; S. Orrel, 107, Queen's Road, Finsbury Park, N.4, wireless and elec- 
trical accessories merchant. The «subscribers are to appoint the first directors. 
Registered office: 111, Great Eastern Street, E.C. 


Acme Production Co., Ltd. (181,752).—Private company. 
Registered May 12th. Capital, £3,000 in £1 shares. To acquire the business 
‘of manufacturers of and dealers in electrical and mechanical appliances and 
scientific instruments now carried on by W. J. Allen and W. D. Vick at 73}, 
Coleshill Street. Birmingham. The permanent directors are :—W. J. Allen, 
Peak House, Westbourne Road, Walsall, electrical specialities manufacturer; 
W. D. Vick, ЭЗ, Florrence Road, Acocks Green, electrical specialities manu- 
facturer; W. H. Fulford, no address given. Remuneration of W. J. Allen and 
W. D. Vick £260 each per annum, and in addition a yearly percentage of the 
said sum of £260 calculated at the same rate ner cent. as the rate of dividends 
declared for the vear on the ordinary shares. No remuneration for W. H. 
Fulford. Registered office: 734, Coleshill Street, Birmingham. 


Wholesale Electrical Co. (1922), Ltd. (191,751).—Resis- 
, tered May 12th. Capital, £20,000 in 20.000 cumulative 10 ner cent. participat- 
‘ing preference shares of £1 each and 10,000 ordinary shares of Is. each. To 
adopt an agreement with A. W. Little, and to carry on the business of iron- 
founders, mechanical and electrical engineers, manufacturers of machinery 
^nd electrical equipment, toolmakers, brassfounders, metal workers. &c. The 
first directors are:—A. W. Little (chairman), Avonhuest, Freshford, Bath 
(director of Wey Engineering Co.. Ltd.): H. E. Rutherdon. 1, Oxford Villas, 
Limplev Stoke, Wilts. (director af the Wev Engineering Co. Ltd); Т. W. 
Greaves, Dornev House, Weybridge, Surrey. Minimum cash subscription: 
7 shares. Qualification: 1 share, Remuneration, £75 each per annum (chair- 
Eg Registered. office : 5, Guildhall Chambers, 31-4, Basinghall Street, 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Northampton Electric Light and Power Co., Ltd.—Issue 
on April 27th, 1922, of £40,000 7 per cent. second debenture stock, part of 
a series already registered. 


Weydon Lamp Co., Ltd.—Particulars of £3,000 in deben- 
tures, authorised March Ist, 1922. Present issue, £1.300. charged on the 


company's undertaking and property, present and future, including uncalled 
capital. ` 


Bodmin Electric Light and Supply Co.. Ltd.—Issue on 


May 2nd, 1922, of £100 debentures, part of a series already registered. 


Joseph Walton & Son (Nelson), Ltd.—Debenture, and as 
collateral security thereto, a mortgage charged on the company's undertaking 
4nd property, present and future, including uncalled capital, and certain 
lands and premises in Nelson, both dated April 24th, 1922, to secure all 
monevs due or to become due from the company to the Bank of Liverpool 
and Martins. 


Remco Carbon Co., Ltd.—R. Crane, of 46 and 47, London 
Wall, E.C.. was appointed receiver on March Ist, 1922, under powers con- 
tained in debentures dated November 29th, 1918. 


Bombay Electric Supply and Tramways Co., Ltd. (in 
liquidation).—Satisfaction in full on March 30th, 1922 (a) of debenture stock 
dated November 7th, 1905, securing £600,000. and (b) of charge contained in 
trust deed dated May 13th, 1909, securing £210,000 second mortgage debentures. 


St. James’ & Pall Mall Electric Light Co., Ltd. (26,015) .— 
Capital, £300,000 in 40,000 ordinary and 20, preference shares of £5 eact 
Return dated March 14th, 1922. All shares taken up. £298,250 paid on 33,556 
ordinary and 20.000 preference. £1,750 considered as paid on 330 ordinary. 
Mortgages and charges, £150,000 3} per cent. debenture stock. 


City of London Electric Lighting Co., Ltd. (34,406).— 
Capital, £2,000,000 in 400.000 6 per cent. first preference, 300.000 8 per cent. 
second preference, and 800,000 ordinary shares of £1 each, plus £504,000 un. 
denominated. Return dated March 29th, 1922. АП the first and secord 
preference and ordinary shares taken up. 41,900,000 paid. Mortgages and 
charges, £800,000. . 


James Keith & Blackman Co., Ltd.—Issue on May Ist, 


1922, of £300 debentures, part of a series already registered. 


Barraclough Brothers, Ltd.—H. S. Dickinson, of 30, 
Huddersfield Road, Brighouse, ceased to act as receiver on August 24th, 19/1 
(notice filed May 11th, 1922). 


` CITY NOTES, 


The ordinary general meeting was held 


English on May 16th at the Connaught Rooms, Sir 
Electric C. E. Ellis, G.B.E., K.C.B., in the chair. 
Co., Ltd. Proposing the adoption of the report, the 


| chairman said the balance sheet showed for 
the first time the full liability for the note issue. It showed 
also, however, a considerable reduction under the heading of 
sundry creditors and credit balances. On the asscts side this 
year's figure for land, buildings, plant, machinery, «c, 
covered an increase of nearly £700,000, whereas the interest in 
subsidiary and other companies was less by approximately 
£825,000 than a year ago. These differences indicated further 
progress in the absorption of the constituent firms into a 
unified system. During the year the Dick, Kerr works at 
Preston had been transferred and the Coventry Ordnance 
Works leased to the company. The stocks had in the aggre- 
gate been very much reduced during the year, both in quan- 
tity and value. As early as 1920 they were able to foresee, ta 
some extent at least, that, although orders still continued to 
flow in, the market was, in fact, being exhausted. Cons- 
quently they began to reduce their stocks to the lowest possible 
limits. In addition to making the reduction in quantity. thev 
had met the heavy fall in the market value of all materials 
during the year by a special writing-down of the stocks, item 
by item, to a figure which represented to-day’s replacement 
value or less. From the profit and loss account it would be 
seen that the available balance was slightly in excess of that 


-of last year, and that the net profits brought to credit for the 


vear included dividends received from subsidiary companies, 
and amounts transferred from reserves previously set aside 
and no longer required. He though they would agree that 
the result was satisfactory. The record of 1921 was not the 
only factor which they had had to consider in determining what 
distribution they should make to the ordinary shareholders. 
They had felt bound also to look ahead, and there they sw 


' uncertainties on every hand, and the board, in recommending 


a dividend on the ordinary shares at the rate of 5 per сеш. 
per annum, considered that it had not unfairly reconciled 
the natural expectations of the shareholders with the needs 
of a difficult and obscure period to come. During the year 
steps had been taken to effect everv possible economy throuzh- 
out the company's organisation. There were obvious ditficui- 
ties in carrying out a task of this nature if the inevitable hard- 
ship to individuals was to be mitigated without sacrificing the 
interests of the business as a whole. They would be glad to 
know that, great as the economies had been, their selling 
organisation at home and abroad, both in the number and 
calibre of their representatives, had been increased and 
strengthened. On the general trade position during last year 
and the present outlook throughout the world he need add 
little to the remarks he had already made. The appalln: 
chaos 1n many of their best markets, and the apparent failure 
of any scheme on a grand scale to breathe new life into the 
trade of Europe, had produced a situation without precedent 
in British industry in modern times. While they welcomed 
Government assistance, both direct and indirect, particularly 
as regarded finance, he was strongly of opinion that the bes 
and soundest way out of most of present difficulties would he 
found to be through the efforts of private enterprise. Trade 
was less in need of new channels than of the removal of en 
cumbrances from the old ones. So strongly did they hold this 
view that they had recently, with five powerful associates of 
world-wide reputation, formed the Power & Traction Finance 
Co., Ltd., with the object of dealing with comprehensive engi- 
neering contracts on a large scale. Їп spite of general 
economie conditions it remained true that the electrica? 
industry had been less seriously affected than many others. It 
had the advantage amongst the industries of this country of 
youth and vigour. In its modified prosperity their compan’ 
had retained a full share. During the last year they hs 
secured many important contracts. Amongst them were а 
complete central station installation, comprising buildings and 
plant, for the Borough of Leicester, important railway electn- 
fication contracts in Spain and in Japan, and others. On *! 
sides there were signs that public works too lońg ете“ 
were shortly to be put in hand, and in this respect the future 
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was full of promise. Competition by Germany and other coun- 
tries with depreciated currencies had not been so serious as 
the abnormal rates of exchange would appear to imply. In 
many cases this bad been due to a well-founded doubc in the 
mind of the buyer whether those countries were sulticiently 
stable, either industrially or politically, to enable them to 
maintain the detveries offered. Low prices were a poor sub- 
stitute for confidence which had been destroyed. German ex- 
port trade had also been severely restricted by feverish 
activity at home. Recent reports, however, suggested that 
this internal boom was waning. If, iņ consequence, Germany 
and their other European competitors were able to otter very 
much shorter deliveries for their exports, the menace of their 
competition might yet be felt in a more severe form. Railway 
electrification, less on technical than on nancial grounds, 
had made relatively slight pregress in this country. But it 
was at least satisfactory to note that the two railway electri- 
tication contracts placed for the Dominions since the armistice 
—one for the Government of New Zealand and one tor the 
Government of South Africa—had been placed in Great 
Britain; the former contract was secured by their compuny. 
Оп the technical side of their business the lust year had been 
one of ceaseless activity. Jimprovements in their existing 
designs and in many cases entirely new lines of machinery 
had been developed, manufactured, and put into operation, 
and already the satisfactory performance of this more modern 
plant was bearing fruit, both at home and abroad. The pro- 
gress of re-allocating the classes of work amongst their several 
factories in order to secure increased etficiency had proceeded 
а step further. The effect of the specialisation of certain fac- 
wries to a particular kind of operation was already making 
itself felt in reduced costs and better production. — laking, 
for instance, the case of electric traction equipments, he 
thought he was correct in saying that the sections of the 
Lancashire & Yorkshire Railway, electrified by Messrs. Dick, 
kerr, and those of the North-Eastern Railway, electrified by 
Messrs. Siemens, were the only two muin-line railways in 
Great Britain operating with direct-current at a pressure 
even approximating to that now proposed for modern schemes 
Instead, however, of continuing to manufacture these equip- 
ments in two works, the whole of the output, with the tech- 
nical experience and вїаї of both concerns, was concentrated 
at Preston. This principle was being carried out over the 
whole range of their products, and was one of the outstand- 
ing advantages to be gained by a combination euch as their 
own. Perhaps the most disturbing feature in the prospects 
for the electrical industry was the continuance of the eygineer- 
ing lock-out. If the favourable view with which foreign buyers 
had regarded the industrial stability of this country in the 
past was to be threatened by disputes such as this the trade 
revival in this country might be indefinitely postponed. "That 
was neither the time nor place to discuss the merits and 
demerits of the engineering lock-out, but it was, in his judg- 
ment, certain that the vast number of workmen and employers 
were prepared to take the commonsense view that by real 


co-operation, and not by abuse of power on either side, were 


the security of one class and the aspirations of the other to 
be achieved. Whilst expressing a determination loyally to 
support the majority of the great federation to which their 
trade was allied; they were bound to say that in all their works 


the relations between their workpeople and themselves were 


excellent in every way. ‘The damage to British trade in the 
eyes of the world by the present serious labour dispute in this 
country would be almost irreparable unless it was brought to 
à rapid conclusion, and he sincerely trusted that the joint 
meeting which was to be held would be the precursor of a 
settlement satisfactory to both parties. It might be that there 
were extremists on one side or the other, but whether that was 
$0 or not a most grave responsibility rested upon the nego- 
tiators, which could only be met by a policy of co-operation 
and good will. | 

Lord Meston seconded the motion, and the report was unani- 
mously adopted. 


Cork Electric 
Tramways and 


During 1921 the revenue was £114,773 
and the expenses were £98,772, leaving 
£16,001 plus £5,703 brought forward. lIn- 
Lighting come tax absorbs £2,053, interest account 

Co., Ltd. £251, interest on debentures £4,600, and 
there is transferred to reserve for depre- 

ciation and renewals £12,000, leaving a balance of £2,800 to 
be carried forward. The revenue from the tramways was 
£1,406 less than for the previous vear due to the strike. The 
revenue from lighting and power shows an increase of £6,430 
and the profits on supply sales, discounts, &c., a decrease of 
£1,018. The cost of generating was £1,593 less than for the 
previous year due to the fall towards the end of the year in 
the price of coal. There were increases of (a) £687 in the cost 
of maintaining and operating the tramways, (b) £1,841 in the 
lishting and power distribution expenses, (с) £2,576 in insur- 
ances, management, and other general expenses, and (d) £293 
in bad debts. In view of the heavy losses sustained by the 
company last year through (1) the two months' strike of its 
employés, (2) the subsequent coal strike which involved the 
purchase of large stocks of coal at exorbitant prices in order 
to maintain the supply of energy. and (3) the disturbed state 
of the country during the first half of the year, which severely 
affected business generally, the directors consider the results 
satisfactory. The capital expenditure during the year 


amounted to £35,081, mainly for the installation of a 2,000-kW 
Curtis turbine and other plant at the Cork generating station, 
additional cables and house services to meet the increasing 
demand for lighting and power, and new plant installed at the 
Queenstown station to reduce the cost of generating. ‘he 
revenue to date shows an increase over the corresponding 
period of last year and enables the company to pay a halt- 
year's dividend on the 5 per cent. cumulative preference 
share capital. This payment will clear the arrears to June 


30th, 1920. 
The capital expended during 1921 was 
Potteries £12,199. The revenue for the year was 
Electric Traction £300,832. 
Co., Ltd. The traffic and parcels receipts amounted 
to £283,153, exceeding those of 1920 by 
£2,521. The expenses increased by 46,362. After deducting 


all expenses chargeable to revenue, including £11,025 for de- 
benture interest, and a provision of £10,000 for renewals, there 
remains £27,541, as compared with £28,500 for 1920. Ad- 
ding £6,052 brought forward, there is available 433,923. 

Out of this there is placed to reserve account £5,000; a 
dividend on the preference shares (5 per cent. per annum) 
requires £12,250; a dividend on the ordinary shares at the 
rate of 4 per cent. per annum requires £90,500; and £6,873 is 
to be carried forward. 

The reserve will now stand at £114,523, and the renewals 
fund at £55,891. 

The tratlic receipts for the first few months of the vear 
showed substantial increases on both the tramway and omni- 
bus services. Later, the coal miners' strike, competition by 
independently-owned vehicles, and general trade depression 
in the district caused a serious falling-off in the number of 
passengers carried. The motor omnibus services were ex- 
tended. Working expenses continued high during the year. 


The net profit for the year 1921 was 
£490,181, pius £99,828 brought forward, 
making £590,008. Out of this were paid 
the interim dividends (November 3rd, 1921) 
of 3 per cent. on the preference shares, 24 per cent. on the 
second preference shares, and of 7 per cent. on the ordinary 
shares, amounting to £157,594, and the directors recommend 
that the following dividends be paid for the half-year ended 
December, 1921, viz. : 3 per cent. on the preference shares, less 
income tax, 4£3,0U0; 24 per cent. on the second preference 
shares, less income tax, £4,476; 9 per cent. on the ordinary 
shares (free of income tax), £193,304; there is to be put to 
reserve fund £150,000, to staff pension fund £10,000, and 
£71,243 remains to be carried forward. — " During the year 
under review а good many contracts were carried out which 
were placed with us during the preceding vear, and, in common 
with other engineering concerns, we have been affected by the 
slump in trade. The recent labour disturbance has, of course, 
temporarily reduced our output. It will be seen that the 
amount we have to provide for income tax and Corporation 
profits tax 1s most oppressive, and, notwithstanding the small 
reduction just made, in our opinion such burdensome taxation 
cannot fail to continue to adversely affect all British in- 


Babcock and 
Wilcox, Ltd. 


dustries. "- 
. Lord Meston, K.C.S I., presided at the 
Calcutta annual ineeting held at the company's 
Electric London offices on May sth. In moving the 


adoption of the report and accounts the 
chairman said that during the year the 
total amount of capital expenditure had 
risen from 13 millions to 24 millions sterling. This was due to 
the purchase of new plant, which, it was hoped, would soon 
be adding to the company's revenue. Although a small sur- 
charge had been imposed upon the price of energy sold thia 
was more than absorbed by increased charges for coal and 
labour. There was no profit on exchange during the year. 

Although there had been labour troubles in the course of 
the period under review, these had been successfully handled 
by Mr. Martens, the company's agent, and the sharcholders 
could be congratulated upon having a loyal and competent 
staff. When the company applied for an extension of ten 
years (to 1938) of the first period at which the Bengal Govern- 
ment had the option of purchasing the undertaking, some 
criticism was made by the City Council; nevertheless the ex- 
tension was obtained. Trade in England was still hampered 
by the engineering dispute. Such a state of affairs would 
surelv drive the most patriotic firms to place orders for heavy 
electrical plant outside England. In India there was a reaction 
against recent political extravagances, although the period of 
trial was not yet at an end. India needed enterprises like that 
of the company which catered for her industrial welfare. The 
company had been in existence for 25 years, during which 
period it had attained a position of great importance; even so 
it was still merely at the threshold of great possibilities. Lord 
Meston, in conclusion, mentioned with regret the death of Mr. 
G. S. Williams, deputy agent, and the retirement, through ill- 
health, of Mr. F. R. Reeves; the latter's place on the board 
had been filled by Sir George Sutherland. 

In seconding the chairman's motion, Major-General R. H. 
Mahon, C.B., C.S.I., deputy chairman, gave some details of 
his recent visit of inspection. He spoke of the remarkable 
growth of the citv of Calcutta since his last visit nine years 
previously, a development in which the company had partici- 
pated. Their supply area now covered not only the district 
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. administered by the Calcutta Council, but also the areas of 
nine or ten other municipalities. In the company's dealings 
with the Calcutta Municipal Council it had to be realised that 
the Council had to endeavour to obtain amenities for its rate- 
payers at as low, à cost as possible, which made its position 
dithcult. He was glad to say, however, that good reiation- 
had been established after consultation with tne municipal 
leaders. Gen. Mahon was of the opinion that the majority of 
the Indians valued their partnership in the British Empire, 
and were not anxious ior a change of government. In con- 
cluding, he desired to express his appreciation of the work ci 
the staff, from the boiler-house employés to the agent. After 
the re-election of the retiring director, Mr. À. M. H. Walrond, 
and the re-appointment of the auditors, the chairman moved 
the following resolution :— 

'" That the directors be, and they are, hereby authorised о 
borrow or raise, such sums as they think fit, provided that the 
total amount at any one time outstanding in respect of moneys 
borrowed or raised by the directors shall not, without the sanc- 
tion of a general meeting of the company, exceed £500,000 in 
addition to (1) the amount which the directors are empowered 
to borrow or raise under Article 53 (Н) of the Articles of Asso- 
ciation, namely, one-half of the issued share capital of the 
company, and (2) the £100,000 sanctioned at the extraordinary 
general meeting of the company held on May 12th, 1921, ana 
(3) the amount of any advances that may from time to time 
be outstanding in respect of loans obtained by the company 
in England against or on the security of cash, notes, or ‘bills 
held by the company or standing to the company’s credit with 
any bank or financial institution in India.”’ 

The motion was seconded by the deputy chairman, and 
unanimously adopted. | 


| Speaking at the annual meeting on May 
Bath Electric 10th, Mr. J. B. Hamilton, С.В. (chairman), 
Tramways, Ltd. said that, in spite of assertions to the con- 
trary, there was not much fear that tram- 
ways would be superseded by other forms of traction. Due to 
the fine sununer and the increased fares sanctioned by the 
Ministry of Transport, the revenue had shown a considerable 
increase. Repairs and maintenance charges had, however, 
reduced the net revenue. The first mortgage debentures had 
been reduced and the sinking fund increased during the year. 
The Bath Tramways Motor Co. had done well, and was proving 
a good investment. Referring to road maintenance charges, 
the chairman said that a movement was being made by tram- 
way undertakings to get rid of a part of this burden, and he 
had hopes of its success. 


The directors report that for the year 
ended December, 1921, the surplus on 
Supply and working in Cawnpore was £26,502 (against 
"Traction Co., £34,970 in 1920), and including transfer 
| Ltd. fees and bank interest the credit side of net 
revenue account shows a total of £30,500. 
The actual net earnings in India were Rs.4,35,232, as against 
Rs.4,10,222 for 1920, but the sterling equivalent was lower, 
owing to the fall in exchange from the exceptional rates realised 
last year. London expenditure was £2,433 (against £2,462 in 
1920), and after providing £2,980 for debenture interest there is 
a profit of £25,087. The amount brought forward was £5,075. 
The interim dividend of 3 per cent. on the ordinary shares 
absorbed £2,952, and a final dividend of 7 per cent., making 
10 per cent. for the year, requires £7,159. Dividends for the 
year on the preference shares absorbed £8,201. There is put 
to reserve for depreciation and renewals £7,736, and directors’ 
commissions on dividends amount to £916, leaving to be 
carried forward, subject to taxation, £3,198. Meeting: 
London, May 22nd. 


Indian Electric 


The accounts for the year ended Decem- 


, 
сати Бег 31st, 1921, show a balance to the credit 
Construction of profit and loss account of £217,012. From 
— Co., Ltd. this must be deducted interest on deben- 


ture stock £13,500; dividend on 63 per cent. 
preference shares for year, £26,000; dividend on 74 per cent. 
preference shares for year, £30,000; appropriation for depre- 
ciation of buildings, plant and machinery, £30,000; appropria- 
tion for depreciation of oflice furniture, £500; leaving a balance 
of £117,019; to which is added the balance from 1920 of 
£108,101, leaving an available balance of £225,113. It is pro- 
posed to pay & dividend on the ordinary shares at the rate of 
15 per cent. per annum, less income tax, being 3s. per share, 
of which 1s. per share, less income tax, was paid in November, 
1921, and 2s. per share less income tax will be paid forthwith, 
£75,000; leaving to be carried forward £150,113. 

The company's operations were seriously hampered by the 
stoppage of production in the coal trade during the early part 
of 1921. No adequate supplies of fuel could be obtained, and 
it became necessary to close the workshops. so that for over 
two months output practically ceased. In spite of this the 


accounts for the past vear show results which are, in the- 


opinion of the directors, satisfactory. Re-organisation in the 
workshops and other economies have resulted in greater 
efficiency and diminished cost of production, which have con- 
tributed to those favourable results. The machinery for the 
manufacture of e.h.p. cables for 30,000 volts and up- 
wards, with the extensions made during the vear, 1s now in 
full operation. In the latter part of the year there was a 
falling off in the demand, both at home and abroad, for wires 


and cables of all descriptions. This was, however, counter- 
acted by important contracts previously secured by the com- 
pany. огеш business has been ditticult, especialiy with tue 
Coutinent, on account ot adverse exchanges and other con- 
ditions, which have affected all British industries. Every 
possible step 18 being taken to safeguard and extend tbe com- 
pany's interests abroad. ‘Lhe Anchor Cabie Co. at Leigh has 
been similarly uftected, especially with 165 foreign business. 
There are, however, some signs pointing to the resumption of 
better trade in this country. 
Meeting: London, May 25th. 
The four dividends paid iu April, July, 


Auglo-American November, and February, together with 
felegraph £78,75U for income tax, absorbed aitogether 
Co., Ltd. £262,500, being the rent paid by the 


Western Union Telegraph Co. for the year, 
equal to 38 per cent. on the ordinary stock, 6 per cent. on the 
preferred stock, and 14 per cent. on the deferred stock. 
Bonuses of 2s. 3d. per cent. upon the ordinary stock and 4s. 6d. 
per cent. on the deferred stock were paid in February. "he 
balance at credit of revenue account available for the payinent 
of dividends for the quarter to March 31st, 1922, is £65,625. 


The traffic receipts (less working ex- 
penses), dividends, and other revenues for 
the year 1921, amounted to £59,411. After 
providing for adininistration. expenses, de- 
ducting £6,111 for loan and debenture 1n- 
terest, and making a provision of £18,367 for renewals, there 
remains £29,938, plus £18,540 brought forward. There is put 
to sinking fund for redemption of debenture stock £1,411; 


Northern 
General Trans- 
port Co., Ltd. 


dividend, 6 per cent. for the year, on the preference shares 


£6,523; dividend, 10 per cent. for the year, on the ordinary 
shares £22,711; carried forward £17,833. During the year the 
additional capital expenditure on the motor omnibus under- 
taking amounted to £47,140. The fleet now consists of 117 
motor vehicles, an increase of 20. The company's investments 
in the Gateshead & District Tramways Co., the Jarrow and 
District Electric Traction Co., Ltd., and the ‘Tynemouth and 
District Electric Traction Co., Ltd., stand in the books at 
£402,909. | 


Prospectuses.—The Indian  Eiectric Supply & Traction 
Co., Ltd.—The list was opened toward the end of last 
week for subscriptions to an issue of — £250,000 tive 
per cent. debentures, in denominations of £100 and 
£20 each (free of income tax). The 1ssue price was 
94 per cent. The money is required for the purpose 
of extensions of electricity supply producing facilities in tbe 
City of Cawnpore, where there is great industrial activity, 
which must lead to increased electrical demand. Holders of 
the existing 6 per cent. first mortgage debentures (£49,600 out- 
standing) have the option of converting into this issue. A 
sufficient sum of money is to be placed with the trustees of 
the first debenture holders to repay at maturity any of the 
existing debentures outstanding and to provide interest 
thereon, thus freeing the company's assets from all existing 
charges, and thereby making the present ‘issue a first mort- 
gage. ‘The issued share capital is £240,000, On the ordinary 
shares 9 per cent. was paid for 1919, 10 per cent. for 1920, and 
10 per cent. is recommended for 1921. 

Calcutta Tramways Co., Ltd.—The list closed last week 
їп an issue of £250,000 seven per cent. second (геш 
tered) debentures at 95 per cent.. in denominations 
of £100. The object of the issue was to repay bank 
advances, to provide funds for additional plant and rolling 
stock to meet the requirements of the increasing traffic. and 
for the general capital purposes of the company. The ordinary 
shares received 10 per cent., tax free, for 1919, and 7 per cent.. 
tax free, for 1920, but the accounts for 1921 are not yet com- 
plete, though 1% is stated in the prospectus that the earnings 
have been very adversely affected by unrest, strikes, &c. The 
chairman visited Calcutta in January and made arrangements 
with the men with a view to avoiding trouble in the future: 
increased fares were introduced on February Ist; and the 
traffic receipts for the first quarter of 1922 have increased bv 
about £10,000 as compared with the corresponding quarter of 
1920. 

On Mav 3rd there were offered in New York $25 (00.00 
Pacific Telephone & Telegraph Co. refunding mortgage 5 per 
cent. bonds, series '' A." The company is a subsidiary of 
the American Telephone & Telegraph Co. The issue was 
over-subscribed. 


Johnson & Phillips, Ltd.—The report for 1921, which has 
just come to hand, states that the profits would have com- 
pared quite favourably with those of 1920, but for the hears 
fall in prices of stocks and work in hand, which necessitated 
the writing down of values to current market prices. In view 
of the present state of trade caused by the engineers’ lcck-out. 
and the consequent falling off of business, the directors did 
not recommend the payment of а dividend on this occasion. 


Submarine Cables Trust.—The revenue for the vear ended 
April 15th, 1992, was £29,958 and expenses £1.953, leaving 8 
balance of £27,974, plus £19 brought forward. After pro- 
viding £7,941 to meet payment of coupons and £546 to be re- 
funded to Inland Revenue, £19,456 has been transferred to 
redemption fund and £50 carried forward.—Financial Times. 
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German Telegraph Companies.—A Reuter dispatch from 
Berlin states that the united boards of directors of the German 
\tlantic, German South American, and East European Tele- 
eraph Companies have decided to recommend to shareholders 
the fusion of these companies. The German Atlantic Co. will 
increase its capital in this connection by 134 million marks of 
ordinary shares as Well as 2} million marks of preference 
shares. 

The Times Berlin correspondent, in referring to the matter, 
avs: " The companies, which were compelled under the 
Treaty of Versailles to hand over their cables to the Allies 
against compensation trom the German Government, have not 
yet come to an agreement with the Government. It is ex- 
pected, however, that the negotiations, will be completed at 
the end of the present month, when a general meeting will 
be held to confirm the amalgamation.” 


Compania Italo-Argentina de Electricidad.—The report 
for 1921 showed a gross profit of $m/n 1,801,092. A dividend 
of $9 per share was recommended, absorbing $983,336, and 
after paying directors’ fees, contributing to reserve, Xc., а 
surplus of $38,570 was carried forward. During the year a 
new 12,500-kKV A. turbo-alternator was put into commission at 
the '" Pedro. Mendoza," the principal station. The. boiler 
pant was also added to. This station now contains five sets 
with an aggregate output of 43,750 КУ X. Three new converter 
sets, of 1,000. KW each, were installed in three sub-stations. 
Over 25,000 metres of new cables was laid during the year. 
77.477,300 kWh was generated at the main station, and 
212,977 kWh at the Diesel sub-generating stations. The 
service was regularly and satisfactorily maintained. 


Barcelona Traction, Light and Power Co., Ltd.—The 
directors have offered to hoiders of 54 per cent. income bonds 
to exchange such bonds for 6 per cent. first mortgage bonds 
on the basis of giving. £l nominal value of 6 per cent. first 
mortgage bonds for every £5 nominal value of the 54 per cen.t 
шсоше bonds surrendered (with all coupons) for exchange. 
the 6 per cent. first mortgage bonds will have attached the 
half-yearly interest coupon due December Ist, 1922. 


Vera Cruz Electric Light, Power and Traction Co.—The 
net profits in Mexico for 1921, amounted to 629,649 dols., 
which, converted into sterling at 24.54. per peso, is equiva- 
lent to £70,708. Аз the actual exchange value of the Mexican 
peso exceeded 4.51. during the year, exchange account again 
-hows а profit. After meeting all expenses, debenture interest 
and annual sinking fund charge, there is an available balance 
of £64,752-plus £21,950 brought forward. It is proposed to pay 
a dividend of 10 per cent. for the year, of which 5 per cent. 
has already been paid, and a bonus of 24 per cent., placing 
to depreciation and reserve account £20,000, and carrying 
forward £22,982.—Financier. 


Pinchin, Johnson & Co., Ltd.—Mr. Edward Robson pre- 
sided at the annual general meeting on May 10th. He said 
that ш spite of abnormal conditions good results had been 
obtained, and he hoped that business would show an early 
inprovement. A mortgage of £6,000 on one of the factories 
"as repaid during the year, and at the present time there was 
not a single charge on the business in priority to their 
preference shares. 


A Prague Electricity Loan.—The Manchester Guardian 
states that Messrs. Helbert, Wagg & Co., the London bankers, 
have tendered successtully for a loan of 1,500,000 sterling and 
37,500,000 to the Municipality of Prague for the extension of 
the electricity, water, and gas works, which will be given as 
security for the loan. 


American Telephone and тегир Co.—According to 
the Financial Times, this company has disposed of its holdings 
of common stock in the Radio Corporation of America. It is 
stated that it is the policy of the company only to hold the 
ecurities of its associated companies in the Bell telephone 
"stem. | 

Rhondda Tramways Co., Ltd.— According to the 
Financier the directors recommend a dividend of 4 per cent. 
on the preference shares, putting £495 to depreciation of furni- 
ture, &c., £5,000 to reserve and renewals account, £4,191 for 
loss on operating motor omnibuses, £30,823 for repairs and 
Inaintenance, and carrying £1,826 forward. 


Stock Exchange Notices.—Dealings in the following have 
heen specially allowed by the Committee under Rule 148a :— 
Siemens Bros. & Co.—£466,000 44 per cent. debenture stock. 


Mexican Light and Power Co.—<According to a financial 
laily it is announced that Coupon No. 6 (dated December 1st, 
1914) will be paid on June Ist. 


Gravesend and Northfleet Electric Tramways Co., Ltd.— 
\fter putting £1,000 to reserve and paying 6 per cent. on the 
preference shares for the year, £4,253 is to be carried forward. 


_ Tynemouth and District Electric Traction Co., Ltd.—It 
is proposed to pay a dividend of LO per cent. for the year on 
the ordinary shares, leaving £6,488 to be carried forward. 


Castner-Kelluer Alkali Co., Ltd.—A dividend at the rate 
f 8 per cent. actual (less tax) for the half-year ended at March 


3 announced. 
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Coventry Chain Co., Ltd.—Interim dividend of 6 per cent. 
per annum on the ordinary shares for the half-year ended 
February, 1922. 

Scarborough Electric Supply Co., Ltd.—According to the 
Financier, there was a net profit of £45 for the vear, making 
with £9,317 brought forward, £9,562. The maximum dividend 
d 21 p cent. Is recommended, leaving £7,612 to be carried 
orward. 


AND SHARES. 


TuesDaY EVENING. 

Turk main feature of the markets is the way in which prices 
have rushed along in the Home Railway lists. Evidently the 
publie imagination is stirred by the popular speculation of the 
moment, for there can be no doubt as to much of the buving 
partaking of the gambling order. When markets become more 
normal, as they will do from next Monday onwards, there is 
likely to be a general settling down of prices in this depart- 
ment. Undergrounds have scarcely pone at the same break- 
neck speed as some of the steam stocks, though Metropolitans 
and Districts are very substantially higher than they were at 
the beginning of the year. It isa little curious to notice that 
the latter for a day or two stood higher in the market than the 
deferred stocks of the Great Northern and the South-Eastern 
companies, both of which have been ia receipt of dividends for 
many years, whereas the District Company has paid, of course, 
only one dividend during the last four decades. 

The return to more normal conditions in the Stock Exchange 
will be introduced by the reinstitution of fortnightly settle- 
ments, and by the permission given to start contango business 
again, Which will come about as a result of the action of the 
Stock Exchange Committee on Monday in this week. 
Strenuous opposition has been offered to the re-establishment 
of contangoes which, 16 is contended, will open the door to 
waves of speculation unhealthy to the markets and dangerous 
to the community. The system of cash dealings under which 
the Stock Exchange worked throughout the war did gocd ser- 
vice as an emergency measure, but it bas outgrown its useful- 
ness, and the handicaps which it imposes upon freedom of 
dealing are thrown into sharper relief week by week. The 
official end of the war was announced at the end of last 
August, so that there are still a few months to run before the 
pre-war liabilities must be compulsorily cleared up. The Stock 
Exchange Committee has gone ahead of time, and the result 
is likely to prove beneficial so long as members of the House 
will refrain from encouraging business of a dangerous descrip- 
tion. 

The remarkable success which attended the issues of the 
Caleutta Electric and the Indian Electric Supply companies, 
details of which were given here last week, shows how eager 
is the investinent demand on the part of the public. There is 
some talk, indeed, of a further reduction in the Bank Rate, 
and this impression may possibly have something to do with 
the success that most of the new issues score. Be that as it 
may, the lists of the two issues just mentioned were open for 
a very short space of time, and allotments of the Calcutta were 
on a modest scale. Those in the Indian Electric Supply com- 
pany are not out vet. Meanwhile, the older stocks are well 
beld at their previous premiums, and the success of the Cal- 
cutta debenture led to the price of the ordinary shares rising 
to 43, the 5 per cent. preference hardening to 32. Calcutta 
Electric Supply ordinary shares are better at 93s. 3d. 

Electricity supply shares generally are a good market, though 
in one or two cases the best prices recently touched have given 
way to а more mroderate level. From this, the inference may 
be reasonably drawn that the rise in prices has tempted a few 
shares to market. Charing Cross ordinary, however, are 5s. 
higher at 64, and the preference at 33 show 4 rise. Smith- 
fields are good at 3. South Metropolitan preference at 1 3/16 
are 1/16 up. Westminsters rose to 74. City Lights eased off 
to 38s. Of the more recent issues, Jutland Telephone 54 per 
cents. at 100} are 74 premium, and Metropolitan Railway 
5 per cent. preference has gone back from the top, standing 
now at9 premium. North Metropolitan Electric Power second 
preference, with £65 paid, 13 quoted 3 premium, and Whitehall 
Electric Investment preference remain at 18s. 6d., the deben- 
tures, which came out at 874, now commanding a few shillings 
premium. Yorkshire Electric 6 per cent. preference, which 
subscribers obtained at £4, are now 5. The Castner-Kellner 
Co. has declared a dividend at the rate of 8 per cent. actual 
for the past six months. 

Something of & sensation has been caused by a dramatic 
rise in Marconi’s shares. The Postmaster-General's enthu- 
siastic support of radio-telephony drew immediate attention to 
Marconi shares, and from 50s. the price sprang to 50s. 3d., with 
scarcely a look-back. Speculation is active in the market, and 
the shares of some of the subsidiary companies followed the 
rise of those in the parent undertaking. Marines are 5s. higher 
at 35s. Radios are rather firmer at 94s, 3d., the preferred 
remaining at lds. For Automatic Telephones there has been 
a little inquiry, and shares have been done lately at 10s. 9d. 
International Automatics changed hands the other day at 
"в. 3d., the company's preference being quoted at 15s. 

British Aluminiums have been an active and a rising market. 
The price rose as high as 18s, 6d., and the nominal middle 


STOCKS 


710 


THE ELECTRICAL REVIEW. 


[Vol. 90. No. 2,321, May 19, 1929, 


price of 17s. 6d. shows a rise of 1s. 3d. on the week. English 
Electrics are similarly better at 15s., and the preference im- 
proved to 18s. 3d. Siemens have come into further demand, 
owing to the report and the maintenance of the 10 per cent. 
dividend; the price advanced to 28s. 9d., while General Elec- 
trics are steady, Cromptons 6d. lower, and Edisons unchanged. 
The cable manufacturing group is firm as & whole, the move- 
ments being confined to small fractions this week. 

Anglo-Argentine Tramways first preference have taken on 
a little fresh animation, and are better at 3 11/16; the 5 per 
cent. debenture at 834 is a point down. In Mexicans the 
tendency, for the time being, is inclined to be dull, although 
Mexico Tramways 5 per cent. bonds are an exception. British 
Columbia Electric stocks failed to show recovery from their 
decline of last week, the preference issue, however, still being 
wanted. It is worth noticing that the Indian group of traction 
and supply shares exhibits a better tendency than has been 
noticeable for some time past. Apparently India is settling 
down again, and the declines which occurred in a good many 
of the Indian industrial shares have not passed unnoticed by 
the investor. 

The rubber market, it is becoming almost monotonous to 
вау, is as dull as ever. Raw rubber is back to a shade below 
Sd. a lb., but in spite of the weakness of the material, a number 
of the good companies show in their recent reports that they 
ean keep going without difficulty under present conditions. 
though profite. of course, are very moderate. The iron and 
Steel group, together with armament and engineering shares, 
still waits on the lock-out in the engineering trade. То the 
onlooker, the surprising part about this is the calm way in 
which both sides appear to accept a position which appears to 
be so ruinously expensive. 


SHARE LIST OF ELECTRICAL COMPANIES, 
Номв ErLzgcTRiOITY COMPANIES, 


Dividend. Price 
^— May 16, Riseor Yield 
1920. 1931. 92, all. p.c. 
Brompton Ordin ee oo eo 29 19 € 48 O O 
Charing Cross Ord xs ec 8 9 ба + 618 6 
do. do. do.  &ġ Pret. .. 4$ 4 i + 6 0 0 
Chelsea ee ee ee rx) ee 6 6 Б = b 6 8 
Oi of London ee ee ee 14 14 8” /- —d. 7 7 4 
в do. 6 per cent. Pref, .. 6 6 22/6 = 5 6 8 
County of London  .. Và ee 8 8 1} — 6 8 0 
о. do. 6 per cent. Pref... 6 6 1 — 6 00 
Kensington Ordinary .. vs - 9 10 -— 711 0 
London Electric. e ee ee ee 23 4 1 — 3 6 10 
do. do, брег cent, Pref... 6 6 4 — 6 9 9 
Metropolen 4 oe t. Pret ee ü 1 8 -—— H а : 
о. cent. seo T, 
Bt. Jemes' and pat Man oe ee 13 t 8i nd 1 5 б 
South London .. 5% T ee 1 1 Bb — 8 0 0 
South Metropolitan Pref, өө eo 1 1 14% + в 618 0 
Westminster Ordinary.. es .. 20 10 7 + à 618 0 


TSLEGRAPHS AND TRLEPHONES. 


Anglo-Am, Tel. Pref. .. ee T 6 6 1024 — à 617 1 
do. Det. ee өө ee là 84/8 94} +1 1 2 6 
Chile Telephone oe өе ee 6 == 416 6 
Cuba Sub. Ord. ee ee eo eo 1 9i = 8 4 8 
Eastern Extension ee ee ee 10 10 19 — 6 8 8 
Bastern Tel. Ord. ee өө [I7 10 10 gt. — b 2 10 
Globe Tel, and T, Ord. 5% ee 10 10 19 — & 6 40 
do. do. Pref. өө [1j 6 6 11$ cS è 6 1 0 
Great Northern Tel. .. $% eo B 031 81 — 714 0 
Indo-Buropean ee өө oe ee 10 10 404 -— 6 8 5 
Marconi eo oe ee ee eo 96 16 а} + 1n b 6 9 
Oriental Telephone Ord. .. ee. 1% 19 3 — *5 11 
United R. Plate Tel, ee. eo eo 8 8 7 + vs +g 6 8 
West India and Panama T „„ Nil Ni 5/- = Ni) 
Western Telegraph .. өө oe 10 10 193 = *6 8 8 
Homa Rars, 
Oentral London Ord. Assented .. 4 4 68 +1 517 8 
Meroe. ee ee өө ee 1 % 45 = 00. 
Una бп! ia өө Nil at + 83 211 9 
nde eo Ordinary .. 9 + Nil 
T о, “A еа eo ми Nil 1[- + 
do. do. Inoome.. өө 4 804 +8 *4 19 6 
Fonmmiom Trams, &0, 
Anglo-Arg. Trams, First Pref.  .. B + oy 788 
. do. до. QndPref.  .. NA Án uS NE E. 
do. do, брег cent. Deb. 6 b 884 —1 5 19 9 
Brasil Tractions ee ‚ә „„ Nil Ni 49 — 4 Nil 
British Columbia Elec, Rly. Pfce... 6 6 BCA + 6 4 8 
do. do. Preferred .. 6 98. 7A — *6 9 6 
do, do. Deferred .. 8 194j- 71 — 8 7 6 
do. do. Deb. we 78 — 618 6 
Mexico Trams. 5 per cent. Bonds... N N 71 +1 — 
do, до. в percent. Bonds.. Nil il — Nil 
Mexican Light Common  .. . NU Nl 95 — Nil 
йо, Pref. .. ө» „ Nü Ni 54 ~ Nil 
do, ist Bonds ee ee Nil 6 743 — 0 14 8 
MANUFACTURING CowPANIBS 
Baboook & Wilcox  .. oe oo 15 16 8 = 6 6 в 
British Aluminium Ord, .. .. 10 10 á + 5 = 
British Insulated Ота, оо ^ 15 15 215 +,, 758 
enders е өө өө ee r^ p^ 1n + м q 7 9 
» • oo өө oe й — 5 9 5 
Orompton Ord. co ee oe eo 10 10 - —6d. 9 
Edison-Bwan ee ee өө ee 10 -— p = А 0 
do. do. брег cent. Deb, өө 6 6 64 — 716 4 
Blectrio Cons OB.. oc ce 10 10 12 = 8 00 
English Eleotrio [E ee ee 8 8 15;- + vk 6 18 4 
do, ЕХ) ee ee 6 6 18/3 > 49d 6 11 6 
беп. Bleo. Pref... өө өө өе 63 8$ 32/9 == 6 8 
до. о * 90 ee ee ee 10 10 23/J- — 84 8 18 10 
Hanoy эе et oe oe өө os 15 15 ris т їз 758 
india Rubber зеи D y - fede 
Met.-Viokers [] ee ee ee 8 | -— 6 8 0 
emens * өе өө 90 e 10 10 lie + та *6 19 2 
9 ое [IJ өө ee 20 20 96 , = ы 12 6 


* Dividends paid free of Income Tar. 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary acoording to quantities and other circumstances. 


~ 


Wednesday, May 17th. 


CHEMICALS, ао, ‚Ше nme 
а Acid, Oxalo .. e». c о Derib. Bd. | ‚ dec 
sk а чаве (late Sue) s 458 | ae 
a Ammonia, a е i ii 
a Bisulphide of Carbon ee ee : А oe Ш eo 
@ Borax ee oe ee ee oe м 280 ae 
a Copper Sulphate... "T Ps " | £277 10s 105. inc. 
a Potash, Ch orate ee ee ee per lb, ба. to ба. ee 
a Perchlorate - vs " 74. vs 
a Bbellao oe T е T .. per owt 218 158 10s. dec, 
a Sulphur, Sublimed Flowers as м £13 ә 
а " Lump m ee ss б 211 i. 
a Soda, Chlorate ee ee ee per Ib. d. 
а tals mS са .. per ton ; 
a Sodium hromate, casks e- per 1р, 63d. | EM 
! 
METALS, &o. 
b Aluminium, Ingots .. oe e. per ton 2190 da 
b " Wire .. oe . per lb 1/9 to 2/6 xx 
» Sheet o- oe oo Т) 1/6 to 4/- ее 
p Babbitt’s Metal and Anti-friction Metal— З 
Grade I .. T . рег ton net £147 зга 
Grade II eo ec oe Д] ,» £106 ae 
Grade III .. we a (і 55 £62 Р 
c Brass (rolled metal 2” to 19" basis) per ib. 83d. У 
€ „ Tubes (solid drawn) T " 1144. vo 119d. ss 
€ „ Wire, basis .. is s w 98а. К 
с Copper Tubes (solid drawn)  .. » 1/1 | 
€ н Bars (best selected) .. per ton £ А 
© и Sheet ee ee oe ee [1] £88 . 
e » Rod ee oe ee ee " £88 ee 
d =»  (Bleotrolytio) Bars T дә £68 58 85s. inc. 
d м м Bheete ee м 8145 10s. ee 
: м м D oe Rode, P "lb che Pu BEs. inc. 
и м ose eo r е xd. . ine. 
f Mbénite Bod"... к 8/6 Ad 
м ee ee ee oe i 
n German Silver Wire ee өө : do is 
В Gutta-peroha, fine .. .. .. й 12/6 | di 
h India-rubber, Para fine .. ee » 10id. 4d. dec. 
| Iron Pig (Cleveland Warrants) .. per ton 9u/- +» 
ЖЕ cid ier No. 8, P.O. qual, Е £21 m" 
т ME ee eo eo on dicis 5s. Bs. inc. 
ee ee ee ee per . бв. to £11 ve 
e Mica (in original cases) small .. per lb, Bd. to 8/. » 
: [7] м м mecum oe " 10 - © 8/- А 
м м arge oe - to е & oe 
р Phosphor Вгопке, plain castings.. E j an = T 
P й н drawn bars and rods m 1/8 4d. dec. 
P " » rolled strip & sheet и 1/2} lid. dec 
Pp » » Wire.. oe ee ” 1/34 id. inc. 
o Platinum és - ee e. per оғ. £19 lus. А 
d Biucium Bronse Wire .. .. рег], іл qd. dec. 
т Bteel Magnet, in bars ee өө н u- oe 
п Tin, Blook (English) ee... рег ton 6149 to £150 908. dec. 
Г. n Wire, Nos. 1 to 16 ee ee per lb, 8/- .. 
Quotations 
a G. Boor & Oo. oy an d РЕ АРАН 
b The British Aluminium Co., Ltd. , h Edward Till & Оо. 
с Thos. Bolton & Sons, 1280, i Bo Lowe. 
d Frederick Smith & Qo. 1 Richard Johnson & Nephew, Dé, 
o e iggins DS. n e & Sons. 
f india-Rubber, Gutta-Peroha and ө Johnson, Matthey & Co., Ltd. 
Telegraph Works Oo., Ltd, p С. Clifford & Son, Led. 
: Р W. P, Dennis & Qo. 
атти а 


Instructional Courses for Teachers of Engineering Science. 
&c.—If the number of suitable applicants is sufficient, the 
Board of Education will provide during the summer cour&: 
of instruction of two weeks' duration for teachers of engineer- 
ing science and electrical engineering in technical schools. The 
standard of the work will be that of the © National Сегий: 
cates " In engineering of ordinary grade, but advanced treat- 
ment will be accorded to certain sections of the work. The 
courses will start on July 22nd, and will end on August ath. 
The courses will be held in Oxford, in the University engi- 
neering building, the University electrical laboratories, and in 
the new laboratories of the City of Oxford Technical School. 
The instruction 1n engineering science will be given by Pre 
fessor F. C. Lea, D.Sc., of Birmingham University, and that 
in electrical engineering by Professor W. M. Thornton, D.Sc.. 
D.Eng., of Armstrong College, University of Durhain, each «i 
whom will have the assistance, of a stall of tutors, lecturer. 
and instructors. Teachers who wish to apply for permis: 
to attend either course must fill up and return Form 9721 
Engineering as soon as possible, so as to reach the Board; 
office not later than May 29th. Teachers in schools workin: 
under the Local Education Authority must obtain the forms 
and return them through the Local Éducation Authority. 


Post Office Examination.—The Secretary, Civil Service 
Commission, Burlington Gardens, W.1, announces that зи 
examination of candidates for appointment as inspectors in the 
Engineer-in-Chief's Department of the G.P.O. will take place 
shortly. All applications should be sent in by June 8th: арр! 
cants must be between the ages of 17 and 22. 
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HIGH-SPEED WIRELESS TELEGRAPHY. 


і 


А. а. T. CUSINS. 


(Abstract of paper read before the WIRELESS SECTION OF THE [NSTITUTION OF ELECTRICAL ENGINEERS, 


THis paper consists in the main of a record of experimental 
progress directed. towards the mechanicalisation of wireless 
telegraphy in as simple and portable a forni as possible. 

The recent International Conference in Paris disclosed the 
disquieting: fact that the ether is already in danger of being 
overrrowded. 

Even taking into account the refinement which has been 
attained in selectivity, that is to say, in reducing the per- 
centage difference in frequency at which two simultaneous 
messages can be received conveniently, and allowing full 
credit to the progress made in directive working both in 
transmission. and in reception, even then the gamut of fre- 
quency over which operation 18 possible is very limited, and 
between the upper and lower limits, sav from 6,000,000. to 
6.000, or In wave-lengths from 50 to 50,000 metres, choice is 
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Fig. 1—CONTINUOUS-WAVE HIGH-SPEED Set ror FIELD Use. 


further limited by the interdependence between the three 
factors : power, frequency, and distance. As the mutual inter- 
ference between very large stations becomes more marked, it 
is possible that they will tend to be limited to operations over 
ocean. tracts where distance is the deciding factor. 

Over shorter distances it is suggested that the practice will 
arise of installing medium-power stations with a more limited 
area of operation and relaving traffic from one to another. 
Such a system, employing a geographical method of distribu- 
tion of wave-lengths so as to minimise interference should 
be very elastic and capable of expansion. In order {о make 


ü Reaction 


are now able to use the Wheatstone, on sets up to 6 kW, with 
an ordinary smgle-eurrent key straight into the circuit with- 
out any intermediate mechanical device. 

For remote control, whether at hand or high speed, the 
key is replaced by a Creed relay. The action is practically 
sparkless, in spite of the fact that the high-pressure voltage 
reaches 9,000 volts. 

However, for the small sets, of about 2 KW, now working 
between Aldershot and Cologne, trial was made of utilising 
the anode-filament path of a small © control" valve as the 
grid leak of the main generating valve. By operating on the 
grid-filament circuit of the control valve, the resistance of 
its anode-filament path may be varied enormously, and the 
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Fig. 4.--RecepTion CONNECTIONS ron. [Itrau-srEkED. RECORDING. 


oscillations of the main generating valve be controlled in- 
stantaneously over their full amplitude. So delicate is this 
method of control that it 15 easily possible, using an ordinary 
Post Office Wheatstone transmitter, unaltered, to close the 
grid-filament circuit of the control valve when a signal is re- 
quired to pass, and to apply the requisite negative pressure 
to the grid and so check the oscillation of the main generating 
valve during the spacing period. This action is to all intants 
and purposes instantaneous; in fig. 1 the actual Wheatstone 
Instrument is at a distance from the transmitter, the signals 
being relayed to the latter through a Post Office relat. This 
allows of the sending of a message from an office at any 
desired distance from the wireless transmitting station, pas- 
sing the message from wire to wireless without intermediate 
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full use of such a system, however, it is imperative that it be 
used economically by combining selectivity of reception and 
speed of operation; and in speed of operation must be in- 
cluded facility of relaying from and to adjoining stages of 
either wired or wireless communication. 

It is such a system that is here brought forward. In its 
actual form it is necessarily of a '' semi-portable " type, that 
is, that the work of installation, dismantling and transport 
is such as could be undertaken by the Signal staff of one of 
the larger Army formations, & corps for instance. In the 
less cramped circumstances of commercial working in peace 
time there seems to be no reason why it should not be brought 
to a very high degree of refinement and efficiency. 

Transmission.—To transmit signals at high speed in the 
feld complicated mechanisms are out of the question. We 


Ев. 6. 


re-transmission, and enables the sending instrument, key or 
Wheatstone, to be in the same oflice. The system goes by the 
name of '' remote control," and opens up possibilities of dup- 
lex working. | 

The actual set at Aldershot which is now working to 
Cologne, operates on an aerial consisting of two 300-ft. wires 
between 70-ft. masts; earth resistance, 6 ohms; . aerial cur- 
rent, 10 to 12 amperes. It has actually been the case that 
ап important message, which had repeatedly failed to get 
through by hand transmission and aural reception, owing to 
atmospheric disturbance, was successfully handled at high 
speed with automatic reception. BA te eS . 

The Post Office has been conducting trials of this some- 
what under-powered set, and traffic between London and 
Germany has been carried on a single wire and earth between 
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the Central Telegraph Office, London, and Aldershot, then 
from Aldershot to Cologne by inilitary wireless, and from 
Cologne military wireless station to the German Post Office 
by wire. Through transmission has also been carried on with 
a certain amount of steady success, using Wheatstone trans- 
mission and Creed printer reception, the working speed being 
100 words a minute. 

Reception.—Loop reception for small and medium-sized 
stations allows of the transmitter being placed at such a 
point as will cause a minimum of interference while still 
maintaining maximum efficiency on the line of direction of 
reception; recent experiments have resulted in the reduction 
of such interference to a most remarkable degree. 

There is a point below which an unaided signal fails to 
operate a detector, and to cause a detector valve to “ rectify ”’ 
it is necessary to intensify the signal frequency. A really 
satisfactory tuned high-frequency amplifier was evolved which 
was found to be extremely stable. It gives an amplication 


Fic. 8. 


factor of about x 750 on three valves, with a 3 per cent. fac- 
tor of selectivity, i.e., a reduction of signal strength to 30 
per cent. of the maximum is brought about by a 3 
per cent. variation of wave-length. Such an instrument is a 
very nnportant addition to any system of reception when 
selectivity is desired. | 

With regard to the '' trigger ° relay an important point to 
realise is that the reversal of the increment of grid potential 
which was sufficient to cause the valve to “ trig," is not nearly 
sufficient to cause the oscillations to stop when once started. 
and satisfactory quenching is one of the most difficult features 
of the problem. | 

A high-speed quench could not be cbtained by means of a 
magnetic relay in the anode circuit of the trigging valve. 
Therefore, a non-inductive resistance was substituted. At- 
tempts were then made to short-circuit the anode reaction 
coil, thus providing a quench, by means of a rapidly re- 
volving eommutator (fig. 2) separated from the motor which 
was well removed from the valve relay, the drive to the 
commutator being by a long belt. A much greater im- 
provement was produced by arranging the brushes on the 
commutator so that at any speed of rotation the duration of 
the short-circuiting period could be controlled. | 

To get à current corresponding to the incoming signals and 
large enough to operate a P.O. relay at speed, the mon-induc- 
tive resistance of fig. 2 was connected to a valve в (fig. 3); R 
is of the order of 30,000 ohms. "The grid of valve v is kept 
negative so that the current from the anode battery is very 
small. 

When a signal is received the trigging valve oscillates and 
its anode current traversing R may then well be about 
two milliamperes. There is then a potential difference across R 
of 60 volts, A being negative with regard to B. Therefore, 
as long as the current (or signal) endures, the grid of v is 
raised by 60 volts above its normal voltage with respect to the 
filament. or becomes 60 volts more positive. 
allows the anode current of v (which traverses the P.O. re- 
Inv). to become very large and the relay is thus operated. 
The relay in this arrangement is re-wound with No. 44 S. W.G. 
wire. 

A standard receiving set was then made up. Fig. 4 shows 
the receiving circuits; perfect records were obtained at 100 
words per minute. By using a very loose coupling between 
aerial and closed circuit it was possible to receive through 
atmospherics. Later the quench again gave trouble and the 
origin was found to be the belt drive. It appeared to be due 
to some frictional effect between belt and driving pulley. The 
quenching commutator was again mounted directly on the 
motor and care taken to make it dead smooth. The brushes 
were also adjusted to make a very light contact on the ro- 
tating commutator, and these precautions finally disposed of 
the quenching troubles, which were after all not apparently 
attributable in апу way to inductive effects from the motor. 
This arrangement then was taken to be the standard method 
for working reliably at 100 words per minute. 

A standard receiving outfit was then taken to Cologne 
and the transmission arranged from Woolwich. The trans- 
mitting set was provided with 5.000 volta direct current, and 
the current obtained in the aerial was about 10 amperes. The 
wave-length was 1,700 metres. During these reception trials 


, 


This condition * 


at Cologne the speed was raised to 150 words а minute and 
long Press extracts were successfully recorded. 

The rate of quench (q) per second must be not less than 
the desired number of words per minute X 2.7. 
a rotating commutator with brushes becomes very difficult at 
this speed, especially when frictional effects spoil the result 
and have, therefore, to be reduced to a minimum. Several 
electrical methods have been tried and fig. 5 shows the most 
satisfactory. 

The method consists of supplying the trigging valve of the 
valve relay with high-pressure current in pulses and not con- 
tinuously as previously. · This will result in the trigging valve 
oscillating during only a portion of the time during which it 
is supplied with high-pressure current and in the oscillation 
fading out, or in other words, the quenching of oscillations, 
during the period when no current is supplied. The valve 
w (fig. 5) is caused to oscillate as shown at a suitable fre- 
quency, e.g., from 1,000 to 3,000 per second. The valve Y 
is employed as a valve in the usually accepted sense. The 
grid of w is connected to the grid of ү through a large resist- 
ance. The filaments are directly connected. The result is 
that the grid of y is made alternately positive and negative at 
the frequency of oscillation of w. The uar Sa qd supply 
for the valve relay is passed from A to B, i.e., through valve v 
from anode to filament. "Therefore, when the grid of Y is 
sufficiently negative no current can be supplied to the valve 
relay. Fig. 6 makes the action clear. 

Suppose A, B (fig. 5) to be joined to the positive and nega- 
tive respectively of a 100-volt battery. Suppose the valve w 
is oscillating at 1,000 periods per second and that the energy 
is such that the grid of ү is caused to vary in potential from 
+60 volts to— 60 volts, then if a (fig. 6) is the anode charac- 
teristic of valve v, B of fig. 6 represents the current which 
the 100-volt battery would deliver. By adjustment of the 
frequency and energy of oscillation of w and by a permanent 
control of the potential of the grid of v the curve B can be 
varied in shape at will and conditions established to obtain 
a satisfactory quench. 

Quenching by means of this arrangement has been found 
to be satisfactory for all speeds of transmission of which the 
standard Wheatstone transmitter is capable. — . 

The current to operate the P.O. relay was obtained as 
shown in fig. 3, but it is not a suitable arrangement for speeds 
much over 100. words per minute. The arrangement shown 
in fig. 7 was therefore devised. 

The valve 4 is the direct-current amplifying valve shown ìn 
fig. 3. Its anode circuit, however, is modified as shown. 
The current from the anode battery now flows to the grid 
of valve c, thence to the filament, and thence by m (10,000 
ohms) to the anode. 

When valve A passes no anode current (no signal) the anode 
current of valve c (marking valve) is very small. The anode 
current of valve B (spacing valve) will, however, be large. 
since the grid of B is maintained positive by the grid battery. 
Hence a large spacing current will flow- from D to v through 
inker or relay, with a relatively, small marking current from 
п to ». 

When a signal is received, these conditions are reversed, 
Milliammeters are inserted in the anode marking and spacing 
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Fic. 9.—D1AGRAM or REMOTE CONTROL HIGH-SPEED WIRELESS 
TELEGRAPHY. 


circuits in order to allow of satisfactory balancing being ob- 
tained. In practice. when receiving a prolonged series 0 
dots at high speeds these two instruments both read about 3! 
milliamperes. The actual value of curremt in each circuit 
varies by some 30 milliamperes, i.e., from 10 mA to 40 mA 
according to whether a signal is being received or not. Al 
though the relay or recording instrument is not actually 
supplied with double current, the effect is the same as that 
of a true double current of half the value. With this ar- 
rangement the Wheatstone receiver or P.O. relay can be 
made to operate at the fastest rate of the standard trans 
mitter. 

Fig. 8 gives the complete theoretical arrangement from 
aerial to recorder. All switches and the like are omitted for 
the sake of simplicity. 


ы Google 
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Although fig. 8 shows a Wheatstone receiver, a Creed re- 
ceiver and printer have been successfully operated from the 
Post Office relay, thus enabling wireless messages trans- 
mitted at 10 words per minute to be received, printed in 
Roman characters, and ready for delivery with practically no 
delay. 

The P.O. relay shown in figs. 3 and 4 may be replaced 
by à chemical inker. This consists in specially prepared paper 
drawn between a roller and a marking pointer, the pointer 
and roller maintaining continuous contact with the paper. 


The arrival of a signal causes a current to pass through the ` 


paper, causing a discoloration,. the signal being recorded in 
the sume form as with a Wheatstone recorder. The paper, 
which may be the standard Wheatstone slip, is prepared by 
passing it through a bath of potassium iodide solution. The 
paper When used is dry to the touch, but owing to the pres- 
ence of a deliquescent salt contains sufficient moisture to 
enable a current to pass and produce a mark by liberation of 
iodine. Perfect signals have been obtained at 3,000 words 
per minute, but it 1s suggested tnat with the present apparatus 
a working speed of 1,500 words per minute with a marking 
current of 15 milliamperes is a working proposition. 

Remote Control.—To be able to deal with the traffic at 
some point other than the site of the wireless station a sys- 
tem of remote control has been devised. Fig. 9 shows {Ке 
arrangement. 

The method of operation is as follows :— 


" Transmission .—The signal office makes the signal to the | 


wireless station meaning * I want to transmit " by pressing 
the bell push once. ‘The wireless station acknowledges by 
putting its control switch to * wait’ (while the generator is 
started, valves lighted, &c.), thus showing a red light at 
each end. When the wireless gear is ready for transmission 
the wireless operator puts his switch to ''carry on," thus 
changing the red light for a green one, and letting the signal 
осе know that transmission may take place. The signal office 
now calls the distant wireless station by hand, and when about 
to send automatic sends a predetermined signal, for example, 
six M’s. The signal office then goes over to automutic amd 
runs slip. 

Reception .—The normal position of both switches is at 
"receive." The wireless operator at the station (who is on 
watch) hears his call. He sends a warning signal to the 
signal office, conveying that aiken ati may be expected (i.e., 
rings bell once). 
M’s—upon the first of which he would act) the operator 
puts his control switch to ‘carry on." which action now 
starts the Wheatstone receiver in the signal office, and the 
signals are there recorded. Co-ordination is ensured by the 
fact that the red and green lights are identical in action at 
both ends and a direct telephone is always available. 

All the apparatus described is of a type requiring to be 
tuned throughout to the incoming signal. This has been 
superseded by а type of self-quenching relay. which 18 set 
to a given frequency. The incoming signal is not applied 
directly, but through a frequency-changer, that is, the signal 
is heterodyned, and the heterodyne beat 18 adjusted to the 
frequency of the relay apparatus. This last, which is called 
the " Autakym," is not a true Turner trigger, in that the 
signal effects a change in the nature of the anode current 
of the trigger valve rather than of its value. As this device, 
once set, does not call for readjustment on variation of 
wave-length, and as the same heterodyne is used both for 
aural and automatic reception, it is a very handy instrument 
for use where reception may have to deal with working on a 
varlety of wave-lengths, as might happen in the field. 

Conclusion.—There can be no doubt that the direct record- 
ing on paper, and indeed printing. of wireless signals is 
now an accomplished fact. The speed at which it is possible 
to work is at least as great as the speed at which the Wheat- 
stone apparatus itself will work, and, with a specially con- 
structed transmitted and chemical inker, speeds of over 1,000 
words per minute have been recorded. 

Possibly little is to be gained at present for general utility 
purposes in pushing up the speed to more than about 100 
words per minute. The need, however, for a printing-tele- 
graph machine that can operate at, say, 300 words per minute 
from a Post Office relay is great, and the development 
of such a machine seems to be the determining factor in 
deciding the speed at which the wireless system shall operate. 


гй Dynamo Works.—The \ustrian Dynamo Works 
‚ of Vienna, reports that the production in 1921 was several 
Tun greater than in the preceding vear. It is claimed that 
the undertaking is now one of the largest motor works in 
Austria, specialisation being made of the construction of small 
and inedium-sized types of motors. It has been possible to 
open up a number of foreign connections, which have led to 
tlie receipt of considerable State orders and to association with 
oreign works producing benzine engines and agricultural 
machinery. The dividend is 20 per cent., as against 15 per 
cent. in 1920. 


‘the railways. 


On hearing the pre-determined signal (ых. 


ROTARY CONVERTERS. 


DISCUSSION AT NEWCASTLE. 
AT a meeting of members of the NorTH-East CENTRE of the 
INSTITUTION OF ELECTRICAL ENGINEERS, at Newcastle-on-Lyne, 
Mr. F. P. WHITAKER subm#ted his paper upon the above sub- 
ject, Which was abstracted 1n our issue of March 17th. 

Dr. W. M. THORNTON, who presided, opened the discus- 
sion by saying that the paper was really divided into two 
portions—flash-over, and telephone disturbances—and which 
of those was the more important was for the individual con- 
cerned to decide. Referring to flash-overs, he said there 
was a statement in the paper as to this being due to the 
copper vapour. They had made а good many experiments at 
the Armstrong College, and the result proved that it was due 
to carbon dust. The arc seemed to follow a fall in resistance, 
and it was much easier to get a flash-over with carbon dust 
than from copper vapour, unless indeed the '' vapour ’’ was 
really particles of copper. ‘They got over the difficulty by 


the use of '" wipers” on the surface of the commutators 
behind the brushes. That entirely stopped flashing. Un- 
fortunately ''wipers"" were not a commercial proposition, 


although in the laboratory they presented no difficultv, and 
the action was perfect. The wipers did not wipe '' vapours,” 
but solid particles. How much the commutator had to 
“short " before it flashed over was an interesting point. 

Mr. W. T. Datton thought the author's figs. 5 and 6 rep- 
resented machines that would be very suitable for automatic 
sub-stations, where there would be no one in attendance. 
As to regenerative braking, he was not sure but that some 
alteration. would have to be made to the motors. As to 
rippling they had made many experiments with rotary con- 
verters, and certain improvements had been made which 
reduced the ripples to a very low figure. The question of 
interference with telephonic lines was an important one with 
Certain telephone systems were more sensi- 
tive than were others and one, the central-battery system, 
was particularly во, but he thought railways were in a better 
position than were the tramways, as the permanent way 
was insulated from the earth by the sleepers; consequently, 
he thought railways would be less subject to those dis- 
turbances than tramways. 

Mr. TowNEND spoke of the limitations of rotary converters 
as dealt with in the paper, and thought the electrical linita- 
tions as laid down were more fixed than were the mechanical 
limits. He did not think that the peripheral speed of 
8,000 ft. per minute was too great. There was a reasonable 
prospect of a radial commutator solving the problem of getting 
1,500 kW at 50 periods. He was very optimistic of the de- 
velopment of converter design. "The speaker drew atten- 
tion to the Storer arc suppresser, which had proved 
exceedingly satisfactory. He had seen the device applied, 
and it seemed difficult to say whether it stopped the flash or 
not. There was a tremendous report and a blaze, but there 
was practicaly no damage. He regretted that the author 
had said nothing about flash barriers; the idea was old, but it 
might be useful. | 

Мт. С. Sykes referred to his visit to Rugby, where a series 
of tests had been carried out on ‘‘ shorts ’' on a 1,500-kW 
machine. What struck the speaker was the fact that there 
was no burning of the commutator. Before seeing that 
{уре of machine he had generally found that a rotary con- 
verter had, after a flash-over, to be shut down and another 
put into commission until the first had been cleaned and 
brushed down. Yet there were about 37 “ shorts " put on the 
machine he saw and, apparently, it would have been possible 
to have put on manv more before the machine would have 
had to be nut out of commission. Two slight marks on the 
surface were all that could be seen, which suggested that the 
flame had been blown clear of the commutator, and broken 
on the projecting end of the commutator bars. 

Mr. J. R. Branp said that in the Newcastle district the 


problem had had much time devoted to it, and he thought 


it should be known that the machine was ‘exceedingly satis- 
factory. It had been running for a considerable time, and 
it was a fact that the machine would clear short-circuits. 
Quite recently they had occasion to look into the wear of the 
commutator, ‘and it must have had a thcusand short-circuits, 
but in seventeen years it had only worn one-quarter of an 
inch, which meant 68 vears for one inch! At that rate the 


| life of the commutator would be as long as that of the wind- 


ing. 
Mr. H. B. Pounner, referring to the same machine as the 


last sneaker, said that he believed only three times in its hfe 
had the a.c. circuit passed on a flash at all. and on each 
occasion there was reason to believe that the d.c. circuit was 
at fault. He thought there was a great deal of misconcep- 
tion as to flash-over, and drew a diagram to show how, in 
certain instances, the flash-over was from the slip rings to 
the bed-plates. 

Mr. H. W. CLOTHIER said it seemed that Mr. Whitaker was 
irving to solve the problem in the machine itself independently 
of the switchgear engineer: if that could be done it was 
the best course, but he did not refer to a high-speed circuit 
breaker. The speaker described a high-sneed diverter switch 
which acted in the 100th part of a second. 

Other points were raised by Messrs.. FawsseTT, Rosen, and 
McLean, and the author replied to some of the points raised. 
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DISCUSSION AT BIRMINGHAM. 


Мк. Е. P. WHITAKER read his paper before members of the 
SouTH  MinLaAND Centre of the [INSTITUTION OF ELECTRICAL 
ENGINEERS, aud a discussion followed. 

Mr. R. A. Снаттоск pointed out that Mr. Whitaker ap- 
parently put eitlielency before reliability. Supply station 
engineers looked upon reliability as of the first importance, 
and he thought that railway engineers would adopt the 
sume attitude. With reliability was wrapped up simplicity— 
both as regarded the installation and the operation of it. He 
was convinced that it was better to sacrifice one per cent. or 
one-and-u-half per cent. of the efficiency if greater reliability 
and simplicity of operation were thereby obtained. 

With a periodicity of 50, the maximum d.c. voltage that 
could be generated in a rotary converter with a single com- 
mutator was only 1,000, whereas with a periodicity of 95 it 
was 2,000. It seemed that was a very important point m 
favour of 25 periods compared with 50, because with double 
the voltage the number of sub-stations required would be 
very considerably reduced. Running two rotary converters in 
series seemed to detract very seriously from the important 
requirement of simplicity. of operation—especially for auto- 
matic operation of sub-stations, which was practically a neces- 
sity in view af the heavy cost of the labour that would be re- 
quired in a nuniber of non-automutic sub-statious, ` 

As regarded the use of high-speed circuit breakers, it seemed 
that with so much rotating plant on the system (consisting 
of the motors on the trains as well as the rotary converters 
themselves) there must be a risk of high-voltage surges being 
caused when the breaker opened, due to self-induction. 

Automatic sub-stations would be a necessity for railway 
work, and it was evident that the initial cost of an auto- 
matic rotary equipment was about double the cost of the 
ordinary equipment. That would militate against the adop- 
tion of rotary converters when comparing their use with 
the mercury arc rectifier, as it was quite possible to make 
the operation of the latter automatic with verv little extra 
expense. | - 

Mr. Forrest pointed out that 1,500-volt rotary converters 
fitted with means for projecting the are or flame away from 
the commutator in the event of a short cireuit occurring, 
would be dangerous to approach when running on load. lt 
would be highly dangerous for an attendant to feel or examine 
the bearing at the commutator end in ease a short circuit 
came on whilst he was doing so. The mercury vapour recti- 


fier was a much more desirable sub-station unit for high- . 


voltage traction purposes. | The maintenance of the proper 
aeuum was undoubtedly a problem, but high-vacuum 
pumps were new brought to a high pitch of perfection. 
The cost of a fully-automatie rotary-converter sub-station 
equipment was at present far too high ; the cost of a 300-kW 
rotary-converter unit arranged for automatic operation was al- 
most exactly twice as great as that of the same unit arranged 
for manual control. As the automatic sub-station would gener- 
ally only be called upon to run a few hours per dav, it was 
essential that its capital cost shculd be kept down to a mini- 
inum, even at the expense of efficiency, so that even if mercury- 
vapour rectifiers were not ultimately chosen, it was possible 
that railway engineers might install simple induction motor- 
generators in sub-stations arranged for automatic control. 

Mr. F. W. Carter was of the opinion that the rotary. within 
its limits, was still foremost among sub-station units. and 
showed no sign vet of yielding to any rival,.but it was doubt- 
ful whether railway engineers generally would he prepared 
to follow the author’s ultimate limits of voltage and frequency. 
The rotaries Mr, Whitaker mentioned were generally 6-phase 
ones, but the 12-phase rotary could, equally with the 6-phase 
one, be run from a.3-phase circuit. At unity power factor 
the latter had a smaller armature loss, whilst the loss in the 
coils next to the taps was greater than the mean of that in 
the 12-phase rotary. Moreover. the reactance voltage was 
more uniform, so that the conditions for commutation were 
hetter. Against those advantages must be set the disadvan- 
tage of having. 12 slip rings instead of six. 

Dr. M. KAHN assumed a machine protected by a d.c. cir- 
cuit breaker (not of specially high speed) and with the a.c. 
breakers set with time limits, so as to avoid the delay 
due to starting and synchronising the rotary agter it had been 
cut off the a.c. supply, and stated that an overload thrown 
suddenly on to. the machine (due to the rapid rise in 
current) caused deceleration of the armature. so that a con- 
siderable part of the energy given out on the d.c. side was 
supplied by the moving masses of the armature and not in 
the form of а.е. energy, i.e.. the a.c. did not rise anything 
like as rapidly as the d.c. The commutating poles of rotary 
converters had to be adjusted to suit permanent running con- 
ditions, when the alternating and direct currents in the 
armature were practically balanced; and the armature reac- 
tion was comparatively small. Under the transient conditions 
of short cireuit. when: the d.e. armature was not balanced 
by a corresponding a.e.. the armature reaction was greatly 
Increased and the commutating poles were practically put 
out ^f action, whieh led to violent sparking unless special pre- 
cautions were taken. 

Tt was possible that no actual flash over took place while 
the “ short " was on the machine, As scon as the d.c. circuit 


Li 


breaker opened, the copper vapour enveloping the commutator 
would act as a conductor between the brush arms, and cause 
a flash cver. | 

A contributing factor was the unbalancing of alternating 
and direct currents in the armature in the oppusite direc- 
tion to the one described above. ` 

The phenomenon was akin to hunting. and flash-overs 
might occur in rapid succession until the machine was 
cleared on the a.c. side. The explanation showed the great 
importance attached to the fan mentioned in the paper which 
blew away the copper раз as soon as it was formed round 
the commutator. Magnetic blow-outs and flush guards were, 
of course, valuable further safeguards. x. g 


ProF. Cramp thought the paper demonstrated that the 
retary converter was very  ill-fitted for railway work. 
The author omitted all mention. of the transformers and 
their connections, which were an essential part of the equip- 
ment. For instance, if the efficiency and power-factor curves 
did not include the transformers, the maximum efficiency 
obtained would not be very high when transformer losses 
were allowed for. although the general characteristics of the 
machine shown in the curves were very good. А distinc- 
tion should be drawn between telephone disturbance due to 
ripples on the a.c. mains and those due to the d.c. feeders. 
In this country it was proposed for railways to use under- 
ground a.c. cables, which would obviate the former. and the 
latter could be avoided bv reactance on the d.c. side. That 
would have a secondary beneficial effect, viz., that on short 
circuit the interpoles would be more effective, since the a.e. 
supply current and its armature reaction would be more 
nearly in phase with the current changes on the d.c. side. 
Experiments at the Birmingham Universitv showed that 
the ripples on the tramway supply system due to the con. 
verter commutators were negligible when compared with 
telephone disturbances set up hv the tramear motors, and 
that would be more pronounced in railway work where the 
motors were relatively so much larger. Those disturbances 
were probably due quite as much to tooth flux as to any other 
cause. 

Major А. M. Taytor congratulated the author upon havir, 
made progress distinctly in advance of what had been achieved 
in America. Mr. Whitaker was on the safer line in not de- 
pending exclusively upon external control, because the fah- 
over could take place across the commutator (and in fact 
did so) after the external switch had operated. — 1,500 volts 
was hopelessly inadequate for main line electrification : 6,000 
should be aimed at, but in default of that 3,000 might be 
passably efficient. 

With 1,500 volts and allowing 2.000 kW per train, main line 
electrification from London to Birmingham to give present 
services would require. an expenditure of something like 
£000,000 on. rotary converters and transformers alone, as 
against some 220.000 for static transformers in the sub- 
stations, if single-phase locomotives were employed running 
at, say, 11,000 volts and 25 periods. It had been urged that 
ч supply to such locemotives wae impracticable at low cost. 
but from any 25-period station it would be practicable to 
supply from unaltered generators (i.e... direct. from the mein 
husbars of the station) and by suitably sectionalising the 
line three-phase step-down transformers could each take up 
three successive sections of line, thus loading up the phases 
equally. In 50-period stations there was no reason why a 
second alternator designed for half the frequency should 
not be carried on the same shaft as that for the ful fre- 
quenev (59 periods). 

Mr. F. P. WnrrTAKFR, in reply. said that whether one or 
two machines would be used to supply 1,500-V d.c. 3- 
evele. a.e. would depend on the factor of safety that could 
be obtained in the design and construction of such machines. 
and he was of the oninion that at the present stage a greater 
margin could he obtained by installing two machines in series. 
and without higher first cost or sacrifice of efficiency. 

A great deal could be done by speeding un the mechani à! 
operation of breakers, but it was not advisable to go too far 
in increasing the speed of break of the arc. His curves 
covered the performance of the rotary converter set, includinz 
transformers. 

The mercury arc rectifier was not as simple as the rotary. 
esnecially when large sizes had fo Һе dealt with. The de. 
voltage was not so uniform and free from undulations as 
that of the rotary. The d.c. voltage regulation was poor, neces- 
stating larger voltage ranges on the line and equipments. 
The h.p. power factor was low, and the a.c. current wave 
shane on the h.p. side was poor. Also the time taken ta 


start up a spare equipment made it rather unsuited to trac- 
tion requirements. 


Discussion AT GLASGOW. 


At the sixth ordinary and annual general meeting of mem 
bers of the SCOTTISH Centre of the [INSTITUTION ок ELECTRIC 
ENGINEERS (the last meeting of the 1921-22 session) that was 
held at Glasgow on April 11th. Mr. E. T. Gosling, Chairman of 
the Centre, presiding, Mr. Whitaker’s paper was read. 

In the course of the discussion that followed Mr. G. G 
Braib dealt. with the conditions under which rotaries operated 
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in traction service. He explained that for :tramway service 
large. temporary overloads and short-circuits were very fre- 
quent and. instanced a personal - experience of a. station ш 
which about 100 short-circuits occurred per day. He then 
deait with the question of ripples, and stated that the actual 
ripples produced by converters had been reduced to -very 
small magnitude, and did not exceed from 4 to 1 per cent. 
of the d.c. voltage. ‘Phe mercury-vapour rectifier would be 
much worse than the rotary in this respect. 

Mr. A. P. Ковектзом referred to the great advantage arising 
from keeping machines in on the a.c. side. after à short- 
circuit had occurred. With a high-speed breaker the d.c. 
side could be quickly cleared without opening the a.c. switch, 
and so whenever the fault was cleared the machine could be 
put back into the d.c. circuit with very little delay. | 

Mr. A. E. McCott was inclined to doubt the wisdom of 
taking for granted that railways would be operated by Ч.с. 
at all, and instanced the fact that the Swiss Government was 
definitely committed to a.c. No selective action was obtained 
by circuit-breakers when faults occurred close to the supply 
station. Mr. McColl also referred to a case in which a. 
rotary converter designed by Mr. Whitaker had given rise 
to trouble on the telephone system. 

Mr. С. M. S. Sicuen dwelt chiefly on commutation and 
instanced defects that arose in practice when using diverters 
in parallel with the interpole windings. Would a 6-phase 
rotary converter, fed through a Scott-connected bank from а 
9-рһаѕе supply, be likely to give rise to commutation troubles? 
He had had experience with such rotaries which showed a 
tendency to flash over whenever the least disturbance oc- 
curred on the d.c. side. Mr. Sichel aiso spoke of an American 
device for short-circuiting the slip-rings through a reactance 
when excessive overload occurred on the d.c. side of rotary 
converters. The object was' to reduce the short-circuit current 
in the transformer and allow the arc which developed at 
the brushes to clear, thus avoiding excessive transformer 
stresses or damage to the commutator slip rings and brushes. 
In conclusion, he thought it was a mistake to allow excessive 
currents, of the order of from five to ten times full load, to 
be taken from a machine under any circumstances and in- 
stanced the conservative policy of boiler makers on the ques- 
tion of overload. 

Mr. W. J. BrrLsEY dealt with the necessity for designing 
apparatus specially for the job on which it had to be utilised, 
and spoke of the necessity for manufacturers to look well 
ahead and to carry out experiments and development work to 
meet any conditions that might come along. 

Mr. JAMES ANDERSON was specially interested in the appli- 
cation of anti-friction ball or roller bearings to electrical 
machines. 

Mr. J. HENDERSON spoke as a manufacturer of motor con- 
verters, rotary converters, and motor generators, and stated 
that reliability should be the first consideration, especially 
where automatic operation was being considered. He agreed 
with Mr. Whitaker that the average voltage between com- 
mutator segments should be low, but stated that higher pres- 
sures than 13 volts quite often had to be used. He put 
the maximum commutator speed at 6,000 ft. per minute. He 
was of the opinion that the advantages of having single units. 
smaller floor space, and greater reliability, were all on the side 
of the motor converter. For 3,000 volts direct current Mr. 
Henderson recommended the use of two 1,500-V, d.c. motor 
converters. Mr. F. P. WHITAKER, in replv, stated that the 
circuit breakers broke circuit in about one two-hundredth of 
a second, but that figure was given with reservation; the use 
of a high-speed breaker with a badly designed machine would 
not improve matters much. The conditions were very dif- 
ferent in England from those prevailing in Switzerland, and 
while a.c. might be suitable for the latter country, it was 
much less suitable in Britain. With regard to ball and 
roller bearings, the gain in efficiency due to their use was 
of the order of from .1 to .15 per cent., and so far as his ex- 
perience had gone they were not successful on rotary con- 
verter work. The device referred to by Mr. Sichel for di- 
minishing the effects of short-circuits seemed to Mr. Whitaker 
to be crude and of little value. 


Token-workiag on Single-line Railways.—In a paper read 
recently before the Institution of Railway Signal Engineers, 
Mr. W. S. Roberts said that in token-working on single-line 
railways the endeavour should not be to totally eliminate the 
human element, as the best apparatus would occasionally go 
wrong. Methods were suggested for preventing the recurrence 
of such an accident as that at Abermule in January, 1921. The 
token-delivering apparatus might be so arranged that the 
station official would have to put the starting signal at 
'" Danger '' before releasing a token; obtain the actual token 
before he could lower the starting signal; either (a) replace 
the starting signal before the train could be “ belled ” on, or 
(b) replace the signal before another token could be obtained ; 
and replace the starting signal to ** Danger ” if the train for 
which it was lowered was cancelled. The train officials would 
have four &afeguards, all of which would have to be ignored 
before an accident could occur. Further developments of the 
scheme were described and the switching system was ex- 


plained. 


THE ELECTRIC LIGHTING AT 
THE THEATRE ROYAL, DRURY LANE. 


Nor the least important of the improvements effected in 
the rehabilitation of the Theatre Royal, Drury Lane, is the 
scheme of 
junction with the General Electric Co., Ltd. The 
themselves, illustrations of some of which we reproduce here- 


in .con- 
fittings 


lighting carried out by the architects, 
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Fic. 1.—Млтх AUDITORIUM FITTING. 


with, are splendid examples of modern workmanship. They 
are executed in the “ Early Empire " style, characteristic of 
the interior decoration of the theatre. 

The auditorium is illuminated from the ceiling by a central 
fitting and five smaller ones of similar type. The main fitting 


Fia. 2.—Bowt PENDANT FOR CORRIDOR. 


^ 


(fig. 1) is arranged for 30 lights, is 8 ft. in diameter, and 
weighs 15 cwt. It consists of a large upper corona surrounded 
by six 3-light flambeau brackets, a lower corona completing ‘a 
panelled basket, the whole being. carried out in cast brass 
finished in a rich dark ormolu judiciously relieved with blue 
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enamel enrichment. The panels are glazed, with heavy cut 
plate glass, and the fitting is completed by a lower cut glaes 
bowl The five subsidiary fittings are of similar design, but 
are without the upper corona and brackets. Numerous two- 
light flambeau brackets on the box and circle fronts give addi- 
tional illumination to the auditorium, and between the boxes 
are installed four large standards on black marble bases with 
ormolu enrichment. In the boxes, bowl pendants finished 
dark ormolu and blue, with silk cord suspension, and 
" Equiluxo " glassware are installed. Ceiling fittings of the 
same type provide the main 1llumination for the circles, and 
‚аге supplemented by three-light flambeau brackets applied to 
the front of decorative pilasters. The main entrance contains 
a central gilt electrolier with cut plate glass panels and bowl 
and six outside arms carrying pendant lights. On the stair- 
case Hambeunx lights are fitted. Fig. 2 shows the bowl 
pendant used in the corridors. 

The whole of the electric light fittings for the theatre were 
designed and manufactured by the General Electric Co., Ltd., 
and in addition to the main fittings already described, sub- 
sidiary fittings, such as “ Exit” signs, ceiling fittings in 
lobbies, police light, &e., are included. The G.E.C. also 
supplied all the lamps and cables used in the theatre, 
“Osram " gasfilled and vacuum-type lamps being exclusively 
employed; the wires and cables were manufactured at the 
Pirelli-General works at Southampton. 

We are indebted to the proprietors of the Theatre Royal for 
permission to publish this description. 


ELECTRICAL NOTES FROM INDIA. 


(From Our SPECIAL CORRESPONDENT.) 


Mention has previously been made in these Notes of the 
power station which the Andhra Valley Go. has erected, and 
which will very shortly be in operation. Some details of 
the great work are available, and will prove of interest. 

At the top of the Western Ghats, an artificial lake has been 
made, with a main dam 1,850 ft. In length and 190 ft. in 
height, with a thickness of 148 ft. at the base and 15 ft. at 
the top. This is situated at the south end; and a further 
small dam has been constructed along the western side. The 
outlet of the lake is at the end furthest from the main dam 
wall, nine miles away; and the static head of water on the 
Pelton wheels will be 1.750 ft. The maximum capacity of 
the lake is 14.484 million cb. ft., and the catchment area is 
roughly 48 square miles, and represents 110,000,000 cb. ft. of 
water per inch of rainfall. The average rainfall in the catch- 
ment area is 105 in. per annum, which falls wholly during 
the few months of the rainy season. At high-flood level, the 
lake will have an area of 125 sq. miles, and will vary in 
depth from 75 ft. at the tunnel entrance to 900 ft. at the main 
dam. The tunnel is about 9,000 ft. in length, with a 300-ft. 
channel, the whole of which has been blasted out of solid 
rock. Between the head works and the power station there 
will eventually be installed eight penstocks, but only two 
are receiving attention at the moment with the object of 
enabling two of the generators to be put into commission as 
soon as possible—in fact, it is hoped to be supplying from 
this station before the next monsoon. The main dam was 
designed by the late Sir Michael Nethersole, who, in the 
early days of the Andhra Valley schemes, was Tata's chief 
hydraulic engineer. It is situated where the valley narrows 
off considerably, for obvious reasons, and ite spillwav 18 
equipped with automatic sluice gates. "The gates remain 
closed until water commences to flow over the top of the 
spillway. 
the overflowing water, the gates open, and remain so, until 
the water level is normal again, when, by their own weight, 
they close. The penstocks will be 4,800 ft. in length, with 
diameters of 42 in. in the upper section, and 38 in. below. 
| The power station proper is situated close up to the foot 
of the Western Ghats, and consists of two main buildings 
connected by a covered way; and of these, one houses the 
turbo-generators, the l.p. switchgear, and the control board: 
whilst the other contains the 5,000/100,000-V transformers and 
the h.p. switchgear, together with the outgoing line equip- 
ment. The whole of the switchgear is electrically operated 
from the control board. Six generators will be installed prim- 
arily, each of 10,000 kVÀ capacity. generating 3-phase cur- 
rent at 5.000 V and 50 evcles. This will be stepped-up to 
100,000 V for transinission to Bombay, over copper lines upon 
steel tower structures, the route from Bhivnuri to Dharavi 
(the terminal station in Bombay) being via Chinchavli, Neral, 
Badlapur, Kalvan, Thana Creek. and Sicn. There is a tie 
line, 17 miles long. from Bhivpuri to Khopoli (the Tata Hvdro- 
Flectrie Co.'s power station), and a further tie between Parel 
(the Tata Hydro-Electrie Co.'s terminal station in Bombay) 
and Dharavi. seven miles long. 

The total length of transmission line is 89 miles. The in- 
coming transmission-line energy will be transformed down to 
99.000 V at the Dharavi receiving station, and there distri- 
buted to consumers’ sub-stations, where there will be a fur- 
ther reduction to 2,200 V, 400 V, and 230 V. 

Малу of the large cotton mills in Bcmbay and environs are 
being equipped electrically, in preparation for the time when 


Then, by a system of counterweights, operated by. 


the Апа a Valley Power Co. is ready to supply. One of the 
most important of these is the Kohinoor Mills, Ltd., at Dadar 
which is being equipped by the B.T.H. Co., Ltd., with the 
necessary motors, switchgear, und general apparatus. Messrs. 
Mather & Platt supplied the electrical equipment for the 
bleaching department, but the whole of the erection is in the 
hands of the B.T.H. Co.’s local engineers. 

After many years of postponement, the question of an elec. 
tricity supply to the cantonments, city, and suburbs of Jubbul- 
pore 15 a fait accompli, thanks to the solicitude of Sir Frank 
Sly's Government, and the laudable enterprise of a Bombay 
company, headed by Mr. Lallubhai Samaldas, C.I.E., a well- 
known industrial magnate. The contract for the entire in- 
stallation of plant and wiring, together with the necessary 
distributing equipment, is in the hands of the Metropolitan- 
Vickers Electrical Co., Ltd. It is estimated that about two 
years will be required for the completion of the work. The 
Metropolitan-Vickers Co. has also secured a licence to supply 
electricity to the town and cantonment of Jhansi. 

The Bombay Association of the Institution of Engineers 
(India) is contemplating the provision of a central meeting 
place, with the usual club facilities, for its members. Àl- 
though formed only a few months ago, the membership of the 
Association 1s steadily rising, and the need for permanent 
headquarters is already felt. With a view to enabling the 
members to discuss the various papers which were read at the 
recent annual general meeting of the Institution of Engineers, 
the Association has arranged to hold a series of special meet- 
Ings at the Bombay Mint. In this connection it may be noted 
that written contributions to the discussicn will be welcomed. 
and will, if approved by the local committee, be forwarded to 
Calcutta for publication in the Journal of the Institution. 

Recently, at the annual prize-giving of the Bengal Engineer- 
ing College, Mr. B. Heaton, the Principal, stated that the 
most unportant event of the past .vear, so far as engineering 
education in India was concerned, had been the consolidation 
of the Institution of Engineers, a body which was formed tu 
protect the interests, and to forward the well-being and profes 
clonal efficiency, of Indian-trained engineers. 

Another noteworthy feature of the past vear had been the 
summoning of a conference of the principals of Indian engi- 
neering colleges, and of representatives of Indian Universities. 
to meet together at Simla and to discuss the position. of 
Indian engineering colleges, and problems concerning the 
training of engineers for Government service that had. been 
dealt with by the reports of the Royal Public Service. Com- 
mission, the Indian [Industries Commission, the Public Works 
Re-organisation Committee, and the Calcutta University Com- 
mission, all of whom had visited the Engineering College and 
commented on the methods of training. Such a conference 
was long overdue, and a committee appointed by the Bengal 
Government to consider the recommendations of that conter- 
ence was now sitting. 

With regard to the training of electrical and mechanical 
engineers, there had been progress; and the Government had 
decided to forge a close link between the practical training 
available in the workshops of the Presideney and the technical 
training given in. the electrical and mechanical engineering 
classes of the College. It had appointed a Board to control 
apprenticeship training and to look after the classes. — The 
Board had formulated a syllabus for an admission examina- 
tion for pupils wishing to take up workshop apprenticeship. 

The President, in the course of his address, said that the 
Government. of India was anxious to do all in its power to 
provide facilities for Indians to qualify themselves for tech- 
nical services; and with this end in view, the Railway Board 
was considering the questicn of providing for "''pased" 
students of the engineering colleges, practical training in civil 
engineering: on railways, and in mechanical engineering in the 
railway workshops. 


Electric Vehicles at Hackney.—The money-saving quali- 
ties of electric vehicles employed in the collection of house 
refuse are again exemplified in a recent report of the Hackney 
borough surveyor. The report deals with the working of four 
of these vehicles for fourteen weeks ended January 215, 102. 
The total cost of collecting 1,787 tons, including capital 
charges, was £1,120. The cost of collection by contractors 
would have amounted to £1.324; thus a saving of £34 was 
effected. The present contract rate per ton, with wages at 
£4 per man, is 14s. 92d.; this for 43,000 tons, which is the 
estimated quantity of refuse collected. рег annum in the 
whole of the borough, would be £31,547. The estimated run- 
ning costs of 97 vehicles, which could replace the present sv 
tem, would be £22,714. Adding capital charges, the tota 
expenditure would amount to £28,444, showing an annuat 
saving of £3,403, or 1s. 7d. per ton. The Finance Committee. 
in reporting on these figures, shows that even if the wages 
of contractors’ men were reduced to 62s. per week, a saving ef 
23,2298 could be effected yearly. 

The Coun«il proposes to expend £23,490 for vehicles, £5.10 
for garage accommodation, and £5.450 for charging plant. 
making a tctal of £37,040, in order to institute а svstem af 
refuse collection by electric vehicles. A further £6,000 is re- 
auired for improving the methods of handling the refuse at 
the destructor. 
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THE “VISCO” AIR FILTER. 


А Vett interésting and simple new air filter for use in can- 
nection with turbo-alternators, blowers, compressors and venti- 
lating plant, has recently been introduced by THE Visco EN- 
GINEERING Co., Lirb., of Westminster. It may be termed a dry 
air filter in contradistinction to the so-called wet air filters 
or air washers, and appears to fill a long-felt want, as if the 
claims made for it are substantiated they would appear to 
dispose of the disudvantages of some other types of filters 
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ria. 1.—'* Visco " AIR FILTER AT FULHAM Z2ízCTRICITY WORKS. 


The filtering medium consists of innumerable short rings 
of very thin coppered steel tubing of small diameter, coated 
with a very thin film of " Viscinol,’’ a high-class mineral 
oil of special characteristics. It has a very high flash-point, 
and the temperature of the fire test is such as to render it 
practically non-evaporating and non-inflammable. This is very 
important, as it is essential that there should be no possibility 
of oil vapours being formed at any temperature likely to occur 
in practice. At the same time, the solidifying temperature 
is exceptionally low, so that the filter will not be affected by 
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Back of Section. 


Cell and frame, air inlet side. 
Fic. 2.—DETAILS OF 


frost. The extreme viscosity prevents the oil from '' running," 
and it is claimed that '' Viscinol’’ will retain its filtering 
capacitv for many months. Dust of all kinds has a great 
affinity for '' Viscinol." 

„Тһе cells, as shown in fig. 2, which contain the filtering 
ring, are made in standard sections about 90 in. sq. and 3 in. 
deep, and are stamped out of steel in one operation. The 
front is covered with expanded metal, and the back is pro- 
vided with louvres. The cells are simply hooked on to a 
square steel frame. Any size or arrangement of filter can be 


* Visco " CELL. 


air per minute, have been supplied. 
amongst other electrical firms, the following :— 


built up from a nuinber of these standard units into the 
shape desired. 

The filtering rings lie quite irregularly in the cell and offer 
a very large surface to the air passing through, 1 cu. ft. of 
rings representing about 300 sq. ft. Due to their irregular 
position, the air is deflected from its straight course a great 
number of times without at the same time, even after months 
of use, meeting with any undue resistance. The latter varies 
between 4 mm. and 8 mm. W.G., according to the time the 
filter has been in use. Fig. 3 shows the front of the filter 
when clean, and after having been in operation for over 400 
working hours. It is very interesting to поќе the thick 
covering of dust. | 

The cleaning operation, by either hot soda water or steam, 


Fic. 3.—Front ОЕ FILTER WHEN CLEAN, AND AFTER 480 HOURS’ 
USE. 


is very simple, and becomes necessary only after many weeks’ 
service. After cleaning, the cells are re-coated with '' Visci- 
nol " by simple immersion, and are then again ready for use. 
As a number of spare cells are supplied, the replacing of a 
dirty cell by a clean one is a matter of only a few seconds, 
and the service of the filter need never be interrupted. It 
can be completely cleaned whilst at work by replacing one 
cell at a time. 

The great simplicity of the design, the absence of working 


parts, and absolute independence of atmospheric conditions, 


in conjunction with the 

„у small space occupied, high 
efficiency, and low initial 
cost, appear to render this 
filter a very attractive pro- 

position. Fig. 1 gives a 

view of a filter with a capa- 

city of 15,000 eub. ft. per 

minute, and clearly shows 
‚ the extreme simplicity of 
^ the plant and the small 
space it occupies. Fire risk 
~. is eliminated, as the filter 18 
made entirely cf metal. 

For small air compressors. 
air brakes, &c., special 
designs of small filters are 
supplied, 

The company draws atten- 
tion to the claims of the dry 
air filter as compared with 
the wet filter, and states 
that since 1916 over 2,000 
sets, with a total capacity of 
over 20,000,000 cub. ft. of 
They are used by, 


Frame. 


Fulham Borough Council T 2: 15,000 cub. ff. 
Brompton and Kensington E.S. Co.... 9,000 cub. ft. 
Kensington and Notting Hill E.L. Co. 8,000 cub. ft. 
Darlington Corporation ... ae 30,000 cub. ft. 
Glasgow Corporation: Tramways 45,000 cub. ft. 
London and South-Western Railway — 21,000 cub. ft. 


and some even larger. sizes have been supplied to users abroad. 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
| if considered of sufficient interest. 


A New Tvpe of Feeder and Network Box. 


Feeder. and network boxes (known as the new C.S.W. tyne) 
possessing a number of novel and excellent features, are now 
being made by CALLENDER’S CABLE AND CONSTRUCTION Co., 
Lro., Hamilton House, Victoria Embankment, E.C.4. The 
fundamental improvements embodied in the design are :—The 
mounting of the fittings on metallic frames; and the pro- 
vision of renewable and adjustable spring contacts for fuses or 


Fio. 1.—Frame Construction or New C.S. W.' Box, AND 
LINK EXTRACTOR. 


links. An improved form of grip fuse or link extractor is also 
provided. Fig. 1 shows the construction of the frame. It 
will be seen that this is formed .by steel rods with rigid end 
pieces provided with feet. The insulators are moulded with 
grooves which fit over the rods, enabling the insulator to be 
moved along to the required posrtion. This form of construc- 
tion gives the necessary rigidity and strength; provides a 


clear space on the underside of the grid for cables to be 


jointed in the box; permits ready assembling and jointing; 


METALLIC FRAME ` 


| 
WASHER 


* 


SPRING WASHER 


Еа. 2.—MFTHOD OF ASSEMBLING CONTACTS. 


and also enables the interior gear to be packed for transit 
separately, thus reducing breakages. The gear is so arranged 
that none but sweated joints are below the compound level. 
The type of spring clip usually supplied with network boxes 
has been found to be either too flimsy, resulting in excessive 
heating, or else so constructed that renewal is difficult and 
expensive. А difficulty in cleaning contact surfaces has also 
been met with. 
objections are removed. The chief advantages of the contact 
are :—Easily-removable springs: 


In the Callender-Watscn spring clip these . 


adjustable pressure on con- 


tact surfaces; the spring, when removed, leaves a wide space 
between contact jaws, facilitating cleaning; thé spring itself 
is not relied upon to carry any current; the spring is in com- 
pression, minimising fatigue in material; and there is no over- 
heating. These spring clips form part of a loose contact head 
Which is connected to the cable or bus-bar stalks by a grip 
contact, which introduces a minimum electrical resistanee. 
The spring contact is shown in fig. 2. In the new fuse extrac- 
tor a definite grip on the fuse-holders or '' dollhéeads "* is 6b- 
tained. The extractor, which is seen in fig. l, is made of 
" Kalanite," and. consists of a two-part handle, one half being 
made to slide over the:other. When the sliding part.is' raised 
by means of the finger, two recesses-in. the other. half are 
disclosed, into which the dollheads- fit. When the sliding 


‚ portion is lowered, these recesses, with the dollheads inside. 


are covered, the dollheads being secured within the handle. 
When enclosed fuses are preferred, they can be supplied. For 
bonding the boxes are fitted with an attachment consisting 
of shallow iron pockets split on the centre line and embracing 
the lead sheath and armour of the cable. These pockets are 
filled with molten lead, which effectively bonds the lead sheath 
and armour of the cable to а copper bonding strand attached 
to the box by a clamp. "This makes an efficient electrical 
bond and obviates the use cf armour clamps. 


'" Artic °” Pressure-contact Self-aligning Fuses. 

The weakest points about replaceable fuses are the contacts: 
unless the current flowing is very small, there is always a 
possibility of an imperfect contact being made at some time 
in the life of the device, with consequent heating, which tends 
to aggravate the trouble: The British Engineering Standards 
Association attaches as, much. importance to the pressure 
between the surfaces in contact as to their area in securing 
freedom from heating. 4 

In designing the '* Artic ° fuse, the makers made а depar- 
ture from common practice by substituting for the usual 
spring clips an arrangement calculated to engure both a large 


Fic. 3.— Ànric " SELF-ALIGNING Pusz, 25 400 AMPERES. 


area of contact surfaces and a definite strong pressure between 
them under all cireumstances. With these aims in view, they 


adopted rigid terminal clips and freely-moving contact plates 
on the fuses, forced outwards by strong springs; these plates 
are self-aligning in all directions, so that the fuse can, be rocked 
about without affecting the efficiency of. the contacts. There 
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Fic. 4.— S "түре ‘“ ARTIC” Fuse, 5-25 AMPERES. 


is a separate spring, of coppered steel, for each plate, arranged 
іп а recess in the porcelain, as shown in the section, fig. 3; !t 
will be seen that when the fuse is removed from the clips the 
plates are retained in position by small channel plates. The 
parts are so designed that they are easily assembled, yet they 
cannot come off, although in a 100-ampere fuse there are 12 
metal parts (in addition to screws and washers) not one of 
which is attached to the porcelain. In the smaller fuse (5 to 
25 amperes), fig. 4. the contact plates are arranged in à 
different manner but on the same principle, and cannot be 
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displaced without the use of a tool. The latter fuse is pro- 
vided with a zig-zag path for the fuse wire approximating to 
a spiral of two convolutions, so that the current produces a 
magnetic blow-out at the middle of the wire, whilst the hole 
in which the fuse blows is at right angles to the live metal 
parts, and discharges the gases from the arc away from the 
contacts. This '" S '"-tvpe fuse is very compact, though the 
break is 33 in. in length, occupying a space 14 in. square, and 
is mounted on & porcelain base, which can be threaded on 
rods; the bases are easily accessible for wiring by hinying out- 
wards on the supporting rods, with a minimum of slack cable. 
In the larger fuses the path of the fuse wire is straight 
through, with ample provision for the escape of gases and for 
the circulation of air, and in both types the operator's hand 
is well protected from risk of burns or shock. A careful inspec- 
tion of sample '' Artic " fuses has convinced us that they 
constitute an important advance in fuse design, and will give 
a good account of themselves in practice. They are made by 
the ARTIC FUSE AND ELECTRICAL MANUFACTURING Co., LTD., of 
68, South John Street, Liverpool. 


A Lamp-shade Retaining Ring. 

We illustrate in fig. 5 a new form of lamp-shade retaining 
ring, for which patent registration has been applied for by 
Мг. Носн P. BENNETT, 17, Tinto Road, Newlands, Glasgow. 
As will be seen, this 18 a ring with two inclined slots, the 
upper edges of which are provided with serrations, which 


Fic. 5.—A New Lampe-SHaDE RETAINING RING. 


engage with two diametrically-opposed pins on the lamp- 
holder. The principal advantages claimed for this form of ring 
are: there is no thread to strip; any thickness of shade can 
be employed; and the removal or replacing of the shade is 
facilitated. To save labour the inventor suggests the punching 
of projections on the holder in place of the pins. 


PHYSICS IN ENGINEERING SCIENCE. 


Tae newly-formed Institute of Physics has planned a series of 
lectures on the róle which physics plays, or should play, in the 
various industries. The first of these lectures dealt with 
" Physics in Engineering Science,” and it was delivered by Dr. 
ARCHIBALD Barr, of Glasgow, on April 26th, at the Institution 
of Civil Engineers. Мг. Н. A. L. FisuER, the Minister for 
Education, gave a send-off to the series by presiding at this 
lecture, and the thanks of the Institute were offered to the 
chairman and the lecturer by Sir J. J. Тномѕох, the 
president. | | 

Mr. FISHER, in his opening remarks, said that the appeal 
of the Institute was more particularly made to the business 
man, whom it reminded of the potentialities of wealth con- 
tained in the intelligent application of physical principles to 
industry. They built up their industrial prosperity in a period 
when they were well served by fortune with cheap coal and 
cheap labour, by a system of trial and error. They could not 
maintain their supremacy by this method in a competitive 
world. Science alone, he said, could enable them to maintain 
and extend their industrial conquests. The country was now 
waking up to the importance of physics, and while chemistry 
had the lead, physics was pursuing, as was evidenced by the 
Increasing йа адаа, of physicists in industrial research and 
hy the growing use of physical instruments and apparatus in 
numerous industries. | | 

Dr. Barr began by contrasting the two different kinds of 
knowledge, that gained from science and that accumulated as 
à result of personal practical experience. One feature of the 
former was the length of time it often took before it was 
absorbed by the arts. This delay, however, obtained, and was 
bound to obtain, even in the case of inventions, for an in- 
dustry was built up on plant—that was invested capital—and 
organised knowledge and skill, and these could not be scrapped 
at a moment’s notice. If an efficient and economical method 
were discovered of producing electrical energy direct from coal 
it would probably .be necessary to take political action to pre- 
ent its too precipitate application. Industry was an organism 


in delicate adjustment with its environment, and they must 
not destroy its balance by adding weight or by undermining its 
foundations till due preparations for the change had been 
made. In other words, '" knowledge, like timber, should not 
be used till it is seasoned." 

In a sense engineering science was really physics, for it was 
concerned with the properties of matter and the transformation 
of energy. But there was an important dilference between the 
two in the complexity of the problems which the engineer had 
to solve. He could not reduce them to their simplest forms— 
deal with one variable at a time—like the physicist. А struc- 
ture, like an animal, was an organism, and it had grown by 
gradual adaptation to its environment or conditions. The 
engineer had to devise a structure to meet requirements best 
in respect of all the functions that were to be performed. He 
could not proceed from first principles, as in solving а mathe- 
matical problem. His structure must be the result of a long 
process of evolution; his method largely the method of trial 
and error. Dr. Barr illustrated the considerations and con- 
ditions which defined the engineer's use of this method from 
the designing and building of a crane, and he showed how 
the calculation of the physicist had to be based on the ex- 
perience of the engineer. In many respects the applications 
of physical laws in dealing with such a problem were in their 
infancy. It was only in very recent years that due attention 
had been given to the problem of finding the distribution of 
stress over various interfaces in a structural part that had 
any kind of discontinuity of form, and it was still more 
recently that a beginning had been made to give full considera- 
tion to the effect of more complex systems of stressing in pro- 
ducing failure in materials of construction. Only in the 
simplest cases could one at present calculate precisely the 
initial stresses produced in a structural part by a given System 
of external forces, or the strength of a given material to bear 
those stresses if they were at all complex. The use of a factor 
of safety of five or more was hardly a scientific operation, and 
here, therefore, was a fruitful field awaiting joint cultivation 
by the physicist and the engineer. 

The lecturer claimed the name of '' science ” for the accumu- 
lated and co-ordinated experience of the engineer, even if 
sometimes it was science in Bacon’s “ Natural History Stage,” 
and he went on to contrast the methods and processes by 
which progress was made in pure physics and in engineering 
practice. In pure science experiments were conducted under 
conditions that could be definitely specified, and the mathe- 
matical processes subsequently employed were founded upon 
idealised data. The engineer utilised these idealised results, 
but he must bring in also the disturbing agents and phe- 
nomena excluded by the physicist. Dr. Barr illustrated this 
process from the design and construction of scientific instru- 
ments. ‘Thus, while theoretically redundancy of constraint 
should be avoided as involving unknowable reactions, other 
considerations made it imperative to depart from a construc- 
tion preferable on the restricted view of the problem. 
Considerations of safety and convenience made it impossible 
to use for a crane the three feet hole-slot-and-plane method 
of support so effectively used by Kelvin in his scientific 
instruments. The three-support-single-slot-and-plane guidance 
that would serve for parts of an instrument that were to have 
relative motion in a straight line would not suit for a planing- 
machine table. The areas of sliding must be large to prevent 
abrasion and undue friction, and the table would require to be 
very heavily constructed to resist undue bending were it 
not so supported that,the rigidity of the base of the machine 
was used to reinforce the rigidity of the moving table. It 
was practical considerations that led to the redundancy of 
constraint that had been criticised in tne Forth Bridge, while 
the Quebec Bridge, where an attempt was made to have a 
more determinate system of stresses, did not even reach the 
stage of complete erection. | 

In conclusion, Dr. Barr characterised pure science from the 
standpoint of the engineer as the leaven and not the lump; 
an invaluable servant, but a bad master if it induced him | 
to negiect the accumulated results of the labours of his prede- 
cessors. Much had yet to be done by physicists to solve even 
the most elementary problems the engineer had to face, but 
still the engineer must absorb all that chemists and physicists 
were able to teach him about the properties of materials and 
compound with it his large-scale experience of engineering 
practice. The union would react on the physicist, not only in 
giving him new problems to attack. but also in adding to their 
knowledge of the laws of the physical world. 


The next lecture of the series will be delivered by Sir Alfred 
Ewing on July 4th, and it will deal with the physicist in 
engineering practice. Sir Charles Parsons will preside on that 
occasion. 

The third lecture wil deal with the physicist in electrical 
engineering, and will be delivered by Mr. Clifford C. Paterson 
on October 18th. Sir J. J. Thomson will be the chairman. 


Fire.—Messrs. Baldwin’s works at Landore (Swansea), 
formerly the National Shell Factory, was completely destroyed 
by fire on May 2nd. The damage amounts to many thousands 
of pounds, valuable plant and machinery having been 
destroyed. | 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Szerton-Jones, O’DELL AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


1922. 


11,838. '' Thermal cut-outs." O. P. Cramer. April 27th. (France, April 
27th, 1921.) 

12,071. '' Motor-car, &c., lamps." T. B. Jones. April 29th. 

12,072. ''[nsulating material," W. S. Smith. April 29th. 

12,073. '' Means for protecting electric apparatus from excess current." J. 
Bethenod. April 29th. (France, May 3rd, 1921.) 

12,066. “ Sparking plugs." A. W. Holmes and G. Lister. April 29th. 

12,088. ‘* Selecting switches.” Western Electric Co., - Ltd. (Western 
Electric Co., Ine.) April 29th. 

12,108. *'' Thermionic vacuum tubes." C. Holt. May Ist. 

12,122. '' Devices for converting electrical energy into mechanical energy." 
C. R. Crofton. May Ist. 

12,127. ''Sparking plug." Н. Swallow. May Ist. 

12,144. Cycle lighting dynamo.” G. S. Helhiwell. May Ist. 

12,145. ‘ Jointing glass protective covers of electric lamps, &c., to fit- 
tings or casings.” W. B. Shaw. May Ist. 

12,146. *'' Attachment for telephones." М. C. Pierce. May Ist. 

12,147. '' Sound reproducers." C. M. Strecte. May Ist. 

12,152. '' Electrical means for indicating, measuring, and/or recording 
small movements and vibrations of solid bodics." H. A. Thomas. May Ist. 

12,153. “ Telegraphic apparatus for transmitting messages, drawings, &c." 
P. M. Macintyre. May Ist. 

12,154. '' Thermostatic valves." W. P. Young. May Ist. 

12.163. *'' Automatic keyboard and sound-recording and reproducing instru- 
ments." F. A. Andrews and C. Limb. May Ist. 

12,174. '' Multipolar magneto-electric machine." H. Krebs and E. Wolff. 
May Ist. 

2175. " Drum-tvpe controller." R. F. Baerlocher. May Ist. 
“ Electric resistance grids.” К. Е. Baerlocher. May Ist. 
“ Electric lamps." W. H. Eggington and H. Lucas. May Ist. 

12,199. ‘ Electric ciphering apparatus.” А. Scherbius. Мау lst. (Ger- 
many, May 23rd, 1921.) 

12,229. “ Transmission systems for electric drives." F. 
Metropolitan-Vickers Electrical Co., Ltd. May Ist. 

12,236. *'' Means for preventing use of telephone without prepayment.” J. 
D. K. Restler. May Ist. 

12,270. “ Electric resistances.” S. H. Van Abbott, W. Ede, Radio Manufac- 
turing Co., and E. W. Scammell. May 2nd. 

12,272. '' Metallic electric conduit systems, &c." H. S. Cowx. May 2nd. 

12,309. '' Electric advertising cash change plate." С. W. Moss. May 2nd. 

12,317. '' Electric meters." G. Sperti. May 2nd. 

12,333. *'' Electric meters for recording telephone 
Mav 2nd. 

12,347. ‘ Electric controllers for lighting circuits," 
Ltd. (Cutler Hammer Manufacturing Co.). May 2nd. 

12,963. *' Electric incandescent lamps." British Thomson-Houston Co., Ltd. 
(General Electric Co.). May 2nd. 

12,364. ©“ Electron discharge devices." | British Thomson-Houston Co., Ltd. 
May 2nd. (United States, May 24th, 1921.) 

12,369. '' Driving mechanisms." Western Electric Co., Ltd. May 2nd. 

12,370. “ Illumination means for testing cggs." Ever Ready Co. (Great 
Britain), Ltd., A. Н. Sheppard. May 2nd. 


B. Holt and 


calls." W. Ramsay. 


Igranic Electric Co., 


12,374. '' Induction train-control evstems." J. B. Regan. Мау Фп. 
12,375. “ Induction train-control. systems." J. B. Regan. Мау 2nd. 
12,383, “i Electro-mechanical control systems.” Soc. Des Etablissements 
Gaumont. May 2nd. (France, May 28th, 1921.) 

12,386. ''Power plants." S, Klech. May 2nd. 

12,389. 


* Gas-tight electric switches and lamps." F. W. Jolly and Watts, 
Fincham & Co., Ltd. May 2nd. ° 


12,393. *“ Sparking plugs.” K. Е. L. Guinness. May 2nd. 

13,404. “ Inductance coil holders for wireless telegraphy, &c." А. W. 
Knight. May 3rd. 

12,407. “ Sparking plug." C. Lansdown and J. P. Sharpe. May 3rd. 

12,411. “ Tramears and tramway tracks." J. R. Cahill. May 3rd. 


19.419. “Wire cable coupiings." C. Forrest, W. E. Gunthorpe, A. Sym, 
and К. Sym. May 3rd. 


'Time-indicating device for use with 
May 3rd. 
** Generators 


telephones, &c." К. B. 


and switches of 


electric lighting sets for motor- 


vehicles, &с.” W. J. Nicholas and P. J. W. Roberts. May 3rd. 
12,455. “ Dirigible head lights." F. Ottremba. May 3rd. 


12,469. '' Cable ends," H. Stanbridge. May 3rd. 

12,473. '' Electric light fittings." F. P. Fletcher. May 3rd. 

12,491. '' Magneto drives for motor-cars, &c." L. J. Pinch. Mav 3rd. 

12,501. '' Electric pocket lamps." L. Lavaillant and B. Stahelli. May 3rd. 
(France, November 14th, 1921. 

12,904. *“ Electric lamps." British 
Electric Co.). May 3rd. 

12.508. “ Electricallv-propelled vehicles." J. E. Hamilton and [Industrial 
Appliances. Ltd. May 3rd. 

12,9538. '' Electric torches.” Ever Ready Co. (Great Britain), Ltd., and F. S. 
Johnson. May 3rd. 

12,553. “ Alternating-current motor groups." Forges et Ateliers de Con- 
structions Electriques de Jeumont. May 4th. (France, June 9th, 1921.) 

12,554. ''Loadiny coils." Forges et Ateliers de Constructions Electriques 
de Jeumont. May 4th. (France, March 27th.) 

12,559. ‘* Sparking plug." J. Nairn. Mav 4th. 

12,590. *' Electrodes for electric welding. J. D. Morrison. May 4th. 

12,591.. * Electric engine-starters or turning gear." K. B. Gilfillan. 
May 4th. 


12.596. '' Motor-car circuit interrupter.” W. A. Brooks and W. G. Pap- 
worth. Mav 4th. 

12,599 *' Sparking plugs." L. S. Clarke and W. Wieland. May áth. 

12,607, “ Electric lamp fittings." F. B. Rathbone. May 4th. 

12,624. “ Riveted joints for connecting electrical conductors to insulator.” 
Scintilla. May 4th. (Switzerland, May 4th, 1921.) 


Thomson-Houston Co., Ltd. (General 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 

29,646. “Relay transmitters." Sperry Gyroscope Co. October 20th, 1919. 
(152,674.) 

31,935.“ Electro-magnetic clocks." E. M. P. Favre-Bull. 
1920. (178.482.) 

34,428. '' Thermionic amplifiers used in transmitting speech or like cur- 
rents of varving frequencies." Siemens & Halske Akt. Ges. December 5th, 
1919. (154,925.) 

35,510. ** Insulation of electric cables." C. J. Beaver and E. A. Clare- 
mont. December 17th, 1920. (178,499.) 


November llth, 


1921. 


242. '' Electric motor controllers." С. M. Shearer and F. H. Tavlor. 
January 4th, 1921. (178.507.) ` 


371. “ Electric fuse.” А. L. Eustice. September 3rd, 1919. (156,685.) 


1,087. “ Means for transmitting time signals over electric supply circuits.” 
P. Trichard. July 13th, 1917. (157,213) . 

1,325. ‘* Wireless receiving systems.” Ges. Fur 
December 2nd, 1919. (157,404.) И А 

1,450. “ Differential circuit couplings for modulating the amplitudes oí 
high-frequency oscillations by means of sound oscillations." J. Massolle, Н. 
Vogt, and Dr. J. Engl. March 3rd, 1919. (157,748.) . А 

1,451. ‘* Differential circuit couplings for varying the amplitude of high- 
frequency oscillations by means of low-frequency oscillations." J. Massolle, 
H. Vogt, and Dr. J. Engl. September 8th, 1920. (Addition to 157,748.) 
(168,840. . AS 

1,514. ^a Electrical trip switches for railway, tramway, and like indicating 
mechanism." P. H. Waller. January lOth, 1921. (178,518.) 

1.522. " Rheostats and grids therefor.” W. H. Keller. January 6th, 1914. 


Drahtlose Telegraphie. 


1,049. '' Arrangement for telephone installations with several trunk offices 
connected in series." Siemens & Halske Akt. Ges. November 18th, 1916. 
(157,938. 

1,870. a Systems of charging electric batteries." Crompton & Co., Ltd., 
W. F. Jones, and Н. C. Wane January 12th, 1921. (178,524.) 

2,018. *' Electric current regulator for automobile headlights." H. E. 
Wallace. January 13th, 1921. (178,530.) 

2,299. “Insulators for electric lines." Soc. Le Basaite, January 23rd. 
1920. (158,254.) | 

2,309. “ Automatic and semi-automatic telephone exchange systems." W. 
Aitken. January 17th, 1921. (Cognate application, 3,165/21, 3,777/21, and 
4,459/21.) (178,546.) | | 

2,379. “ Balancing ocean cable systems." Western Union Telegraph Со. 
January 28th, 1920. (158,262.) | 

2,065. “ Telephone systems.” Automatic Telephone Manufacturing Co.. 
Ltd. January 19th, 1920. (158,276.) : 

2,684. ‘Signalling arrangement for preventing accidents on electricalls- 
worked railroads where the electric locomotive is attended by one single man. 
F. Grünig. November 25th, 1920. (171,961.) 

2,685. *' Electric motor control." British Thomson-Houston Co., Ltd., an? 
H. C. Hastings. January 20th, 1921. (178,571.) u | 

2,717. “ Electric discharge tubes." Naamlooze Vennootschap Philips’ Gloi- 
lampenfabricken. January 22nd, 1920. (158,509.) 

2,718 *“ Electric discharge tubes.” Naamlooze 
Glocilampenfabricken. January 22nd, 1920. (158,510.) "M 

2.719. “ Induction apparatus, more particularly for electro-therapeutics." P. 
Bischofberger. December 14th, 1920. (172,919.) 

2,798. “ Electric telegraphy.” B. Davies and Eastern Telegraph Co., Ltd. 


Vennootschap — Philips’ 


January 21st, 1921. (178,575.) - 

3.280. ''Electrie switching mechanism for electric motor control." British 
Thomson-Houston ,Co., Ltd. (General Electric Со.). January 26th, 1921. 
(178,585.) 


3,802. © Manufacture of commutators of dvnamo-electric. machinery and the 
like." L. Neal. February 151, 1921. (178,597.) | 
3,809. “ Electric generating and supply systems." Igranic Electric Со, 
Ltd. (Cutler-Hammer Manufacturing Co.). February Ist, 1921. (178,598) 
4,193. ‘* Protective systems for turbo-electric and like generating sets. 
J. A. Kuyser and Metropolitan-Vickers Electrical Co., Ltd. February 4:5. 
1921. (178,604.) „ү 
4,382. '' Transformers, reactance coils, and like electrical apparatus 
British Thomson-Houston Co., Ltd. (General Electzic Co.). February 7th, 11. 
(178.609.) 

4,474. “ Locking devices for electric incandescent 
February 8th, 1921. (178,612.) | | 
4.617. “ Electric lamp discharge devices or the like." British Thomson- 
Houston Co., Ltd. (General Electric Co.). February 9th, 1921. (178,616. 
4.889. '' Road vehicle electric lamps." A. J. Curnow and Howes «ni 
Burley, Ltd. February llth, 1921. (178,623.) 

4,950. “ Junction boxes." A. P. Rutherford and A. N. Haddow. Feb- 
ruarv 12th, 1921. (178,625.) 

5,521. “ Automatic electric couplings." А. V. 
Air Brake Co.) February 17th, 1921. (178,640.) 
5,557. ‘Securing wires, cables, and the like for ignition maznetos and the 
like." Villiers Engineering Co., Ltd., F. H. Farrer, and Е.  Pountrey. 
February 18th, 1921. (178,641.) 

6,130. “ Electrical device for preventing the unauthorised use of motor rosd 
vehicles." J. Cæsar and A. Stevens. February 23rd, 1921. (178,650.) : 
6.540. “Safety electric signal for railways.” L. Sanchez. February 2th, 
1921. (178.656.) . 

7.021. “ Electric lamp-holders.'" Compression Starter and Switchgear Co. 
Ltd.. and R. Lomax. March 3rd, 1921. (178,661.) NE 
7.036. “ Electric cables for conveying energy." L. N. Reddie (Soc. Pirelli 
and Co.) March 3rd, 1921. (178.662.) 

7.304. “ Reversing contactors for electric circuits.” A. West & Co.. Ltd. 
and A. West. March 7th, 1921. (178,667.) 

7,351. “ Self-regulating dynamo-clectric machines." W. Holt & Brolt, Lti 
March 8th, 1921. (178,668.) | 

8,822. ‘ Radial-type commutators for dynamo-electric machines." G. А. 
Juhlin and Metropolitan-Vickers Electrical Co., Ltd. March 22nd, 1921. 
(178, 685.) | А 
9.604. ** Sockets or bases of trolley poles for electrically-propelled vehicles. 
E. M. Munro. March 31st, 1921. (178,701.) 
9,874. “ Electric switch and fuse contacts." А. E. Wilson and Callend+r's 
Cahle and Constructian Co., Ltd. April 4th, 1921. (178.704.) : 
13.406. “ Thermo-couple manometers.” К. Kambayashi. May llth, 11. 
178,737, 
rid " Means for ploughing with an clectric P. Rou!ph. 
May 19th, 1921. (178,741.) . 
14.123. * Electrical vibrator for treating violins and like musical instru- 
ments, also applicable for other purposes." G. De CairosRego. May 21-1, 
1920. (163,669.) К А 
14.332. ''Oil tanks for electrical apparatus." Е. Сама. May 23rd, 1921 
178,744. 
| е " Electric batteries." Svenska Ackumulator Aktiebolaget Jungner 
June 21st, 1920. (165,102.) 
17.597. “ Electrical measuring and indicating instruments." R. Н. Mor 
bour and A. J. Martin. June 28th, 1921. (178.764.) | 

18.007. “ Control of electric motors for electric cranes and the like." D 
Adamson, W. Brooke, and E. Holme & Co., Ltd. Julv 2nd, 1921. (178. i05. 
18.846. '' Operating circuit and switch arrangements for electric car mctors. 
Е. B. Dehn (National Pneumatic Co. July 12th, 1991. (178.769.) 
19.540. “ Rheostats and other electric circuit controllers." Vgranie Els- 
tric Co., Ltd. (Cutle-Hammer Manufacturing Co). July 20:h, 17Л 
178.771. 
| RAD “ Holders for electric incandescent lamps." J. W. Manley. Auzust 
Rth. 1921, (178,773.) 

91.983. * Electric torches or flashlights.” F. S. [Johnson and Ever Rest 
Co. (Great Britain), Ltd. August 10th, 1921. (178,774) » 
26.002. *' Devices for the sparkless disconnection of an inductive resistance. 
F. Krupp Akt. Ges. October 4th, 1920, (Addition to 158,873.) (169,721 
97.2931. “ Automatic and semi-automatic telenhone systems," W. Aitken 
Janusre ]7th. 1921. (Divided application on 178,546.) (Cognate application, 
25.563/21.) (178,783.) : | 
97,787. '* Means for operating signals or for producing other electric 
effects between two bodies in relative movement." Ges. Fur Drahtlose Te: 
пгаоћіе ard H. Gewecke. October 92nd. 1920. (170.582 \ | 
99,635. “ Process and apparatus for starting {һгее-оһлве induction electric 
motors.” Siemens-Schuckertwerke Ges. December. 30th, 1920. (173,480? 
35045. “ Overlord switches for motors which are storted bv means of 1 
starting resistance." Е. Krupp Akt. Ges. January 3rd, 1921. (173.5324. 
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tractor.” 


1922. 


2.395. '' Electric relaves.” Metropolitan-Vickers Electrical Con Li F* 
ruwy 26th, 1921. (176.332.) 
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THE DISSECTION OF THE ATOM. 


Tur Kelvin Lecture which was delivered last week before 
the Institution of Electrical Engineers by Sir Ernest 
Rutherford was in the highest degree worthy of the 
occasion, and made the evening a memorable one in 
the minds of his crowded audience. With regard to the 
address itself, two features were conspicuously evident 
—that the author had no use for notes, and that he was 
labouring under the difficulty of condensing into. a 
discourse of little more than an hour a mass of infor- 
mation sufficient for a whole series of lectures. No one 
alive knows more about this fascinating subject than 
Sir Ernest, who has himself made so many and so im- 
portant contributions to atomic research, and who most 
fortunately is eminently endowed with that rare gift— 
the abilitv to impart his knowledge to others in simple 
terms. Had Lord Kelvin himself been present at the 
lecture devoted to his memory, we feel that he would 
have been foremost in appreciation of the splendid 
achievements described by the speaker, and of the 
manner in which they were discussed. 

The subject is, as yet, so far removed from the inter- 
ests of the workaday world that to many of the audience, 
no doubt, it was wholly unfamiliar ground. Even 
those who were more or less acquainted with the activi- 
ties of the electron, a body believed to have a diameter 
which is 100,000 times 
smaller than a molecule of hydrogen, might be excused 
for marvelling at Sir Ernest’s courage in endeavouring 
to dissect the positive nucleus, which is far smaller ; 
but the effort has already been justified by a measure 
of success giving promise of still greater achieve- 
ments in the future. Bombarding nitrogen atoms with 
alpha particles emitted by radium—which are known 
to be nuclei of helium—resulted in the expulsion 
of hydrogen nuclei from the nitrogen atoms. Similar 
results were obtained from five other elements, indica- 
ting that hydrogen was a constituent of each of them; 
particular interest attaches to aluminium, in which case 
it has been shown that the hydrogen nucleus is endowed 
with greater energy than that contained in the projec- 
tile—the helium nucleus which drives it out. Thus we 
have here an example of energy artificiallv extracted 
from an atom—a hint of the profoundest significance, 
for if we could do this on the large scale, we should be 
able to propel a liner across the Atlantic with the 
energy stored up in з bucketful of clay. True, it has 
been suggested that, once started, the process might 
prove to be self-sustaining, and that the solid earth 
might be dissipated into primordial chaos. That is a 
contingency which may at last provide a solution to the 
troubles in Ireland and the Labour problem; but it 
is as yet remote. Sir Ernest Rutherford’s projectiles 
only hit the target twice in a million rounds, and if all 
the alpha particles emitted by one gram of radium 
(136,000,000,000 per second) were fired into aluminium, 
he has said, the amount of hydrogen liberated by 
the disintegration of the aluminium nuclei could not 
exceed one-thousandth of a cubic millimetre per annum! 
There is a long and thorny path to tread before we un- 
lock the boundless stores of energy contained in the 
ubiquitous atom. 

We have laid some emphasis upon the immensity of 
the statistical data, on the one hand, and the infinite- 
simal magnitudes of the particles, on the other, that the 
modern physicist so confidently handles. Is that confi- 
dence misplaced? Those who have not followed and 
weighed the evidence as it has accumulated may be 
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pardoned for expressing incredulity, for certainly the 
statements seem incredible. But let them study the 
researches which have been so patiently conducted and 
so exhaustively recorded, and their doubts will be re- 
placed by whole-hearted admiration of the men who 
have done the work ; and they will rejoice to learn that 
this country's sons have led the way into this fairyland 
of science—Crookes, Lodge, Richardson, Thomson, 
Wilson, the Braggs, Soddy, Moseley, Rutherford, Aston 
—to name but a few of the workers. 

Faraday, with a few coils of wire and bits of steel 
and sealing wax, laid the foundations of the electrical 
engineering industry. Who knows of what giant 
industry these researches into the constitution of the 
atom may be the germ? Of what momentous import- 
ance to the human race their fruits may become? We 
are surrounded by, and dependent upon, the products 
of scientific researches of the past, and every step for- 
ward is a matter for congratulation and a new endow- 
ment for our posterity. 


To say that public disappointment 
Lock-out is felt over the breakdown of the nego- 
Developments. tiutions which were started so hopefully 
last week is to speak mildly.  Follow- 
ing on the report of the Industrial Court, upon which 
we commented in our issue of May 19th, the employers 
ofiered terms based upon Sir William Mackenzie's tind- 
ings. The offer was at first turned down, and the 
A.E.U. declined even to continue negotiations. Com- 
niunications were made to the Press by members of the 
A.E.U. Executive to the effect that there would be no 
object in their attending the conference if the same 
proposals as had been rejected were to be discussed. 
This we could not understand, and we felt that it would 
have been an ''object"' to suggest alternative terms. 
Early this week, however, the A.E.U. prepared counter- 
proposals which were to be submitted to the employers 
on Wednesday, but the A.E.U. declined to be influenced 
by any action that the 47 other unions might take in the 
direction of peace. "These 47 unions are to be ballotted 
regarding the employers' latest proposals, and the result 
will be known on June 2nd. The A.E.U. will gain 
little and may lose much by its policy of isolation. The 
publie justifiably wants to learn why, after invoking the 
Industrial Court, the conclusions of which seem fair not 
only to the public, but to the other unions, the A.E.U. 
alone should reject them. 

Matters will have to be settled in conference sooner 
or later. Whether the conflict be ended now, or 
whether the A.E.U. pawn its premises while its members 
and their wives and families are reduced to the lowest 
ebb of poverty and distress, the negotiators must finally 
agree terms round a table. "That side comes out vic- 
torious in a trade dispute which has the backing of en- 
lightened public opinion. Before the Industrial Court 
let in the daylight, the employers, thanks to a lack of 
publicity as to their aims and an almost ostentatious 
disregard for the views of the public, had decidedly 
the lesser share of that backing. The sympathy of the 
publie will unfailingly be lost by a policy of stubborn 
obstinacy, by whichever side displayed, and any attempt 
to hold up publie utility undertakings in London will 
arouse the wrath of practically the whole community. 
No more suicidal weapon could be used. 

Writing in the absence of the counter-proposals, we 
assume that, reduced to the lowest terms, the dispute is 
between the following two methods of putting the case 
as to the managerial functions: 

*' The employers have the right to manage their estab- 


lishments and the trade unions have the right to exercise 
the proper functions of trade unions." (Employers.) 


“The right of the employers to exercise managerial 
functions in their establishments shall continue as hither- 
to. and the Union shall have the right to continue to per- 
form its proper functions." (A.E.U.) 


It will be noted that the emplovers have changed the 
wording, so that ‘‘ shall not interfere "" does not occur. 
We may note also that the word ''continue " oecuze 


- gested with business. 


twice in the alternative wording contained in the 
A.E.U. statement, and we know that that means that 
the relations established during the stress of war condi- 
tions, and since, are to continue. But surely the 
A.E.U. must see that wartime conditions were very 
different from the ordinary conditions of business, let 
alone the depressed conditions which exist now. Then, 
manufacturing establishments were choked and con- 
There was practically no unem- 
ployment. Now, orders are scarce, competition is keen, 
shops are empty, and business cannot be obtained unless 
it 1s certain that the manufacturer will be able to keep 
his delivery promise. The manufacturer must be the 
one to decide what overtime is necessary, and by what 
processes his product shall be made, and he must be 
able to act promptly. Moreover, it was proved before 
the Industrial Court that the custom of the trade had 
been for the employer to decide these questions. 

While we can hardly admit that the clauses quoted 
are, as has been said in one newspaper, of a platitu- 
dinous nature, we believe it would be best to endeavour 
to come to an agreement in general terms, and to trust 
to the ingenuity and good sense which Sir William 
Mackenzie found to have prevailed in the past. Such 
agreement cannot, however, be arrived at if the A.E.U. 
continues to adopt an obstinate attitude devoid of good- 
will and reasonableness. We repeat that the moral 
support which it has hitherto enjoyed will be with- 
held if the Union acts in a spirit so lacking in sports- 
manship as to refuse to accept the verdict of the tribunal 
it was most instrumental in setting up. 


THOUGH we are a specialised technical 
The Solemn 3nd trade journal and only occasionally 
Duty of make appeal to the general non-elec- 
Remembrance. trical public, we receive numerous 
* requests from charitable and other 
organisations for publicity to be given in our pages to 
their very deserving objects. It is never easy to refuse 
applications of such a character, but it often has to be 
done. Sometimes it is impossible to adopt that course, 
for an overwhelming sense of duty urges us, and some- 
times feelings of deep gratitude to those whose debt we 
can never expect fully to repay, compel us. Such & 
case is that of Field-Marshal Earl Haig's Remembrance 
League—an ‘‘ appeal for ex-Service men of all ranks." 
Membership of the Remembrance League is intended to 
denote that we remember that this country was saved by 
the ex-Service men of all ranks for whom Earl Haig is 
now appealing. There are many of these men and their 
dependents, the widows and orphans of those who fell, 
and the disabled as well, who are in sore need and dis- 
tress, especiallv just now, and they can be and are helped 
through the medium of the Benevolent Branch of the 
British Legion, but the need for funds is great. Earl 
Haig appeals—and who has a better right to make de- 
mands upon us in such a connection ?—for men and 
women to enrol themselves as members of the Remem- 
brance League, and in doing so to undertake to sub- 
scribe annually an amount according to their means. 
No words of ours could strengthen that appeal. Cap- 
tain W. G. Willcox, the Organising Secretary of Earl 
Haig's Appeal for the British Legion, confidently awaita 
a response from our readers, at his office at British 
Columbia House, 1, Regent Street, London, S.W.1. 
The State makes heavy demands upon our earnings, and 
trade is not in a flourishing condition, but we must not 
let these objections deafen our ears to the appeal of our 
generosity or stifle in our consciences the sense of our 
responsibility. 


WE are glad to note that the Federe- 

Fair Contract tion of British Industries has moved in 
Conditions. the matter of obtaining in public cou- 
tract specifications fair and uniform 

contract conditions. It has appointed a large and 
representative committee to consider the whole subject. 
This committee has prepared a number of specimen 
general conditions wnich it is submitting to the mem- 
hers and associate members of the Federation for their 
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consideration and approval, and it is taking the neces- 
sary preliminary steps to secure their adoption. ‘hese 
fundamental conditions, which are intended to apply to 
all contracts entered into by public bodies, refer to the 
following questions:—(a) Arbitration. (6) Delay in 
delivery. (c) Damages for delay. (4) Liability for 
accidents and damage. (e) General liability of con- 
tractor; and (f) Fair wages clause. The Federation 
asks its members to furnish—in_  confidence—concrete 
instances of cases where hardship and injustice to the 
contractor have resulted from present-day conditions, 
and their alternative suggestions to the Coimmittee's 
proposals. 

As the most practical method of working, the Commit- 
tee approached the War Ofhce, seeking through it an 
interview with a Government Contracts Co-ordinating 
Committee, which consists of representatives from the 
Admiralty, War Office, Air Ministry, and other Govern- 
ment purchasing departments. It feels that if it 
could induce the Government to adopt these general con- 
ditions, the moral effect upon individual municipalities, 
and eventually upon public companies and their con- 
sulting engineers, would be such that their general adop- 
tion would be considerably hastened. Many of our 
readers will remember the long-standing and continuous 
interest of the ELectricaL Review in this subject. 
Some twenty-five years ago we drew attention in a long 
series of articles to the very unfair general conditions 
which at that time commonly formed part of electrical 
plant specifications. Public opinion then, and continu- 
ously since, has caused the most flagrantly unjust stipu- 
lations to be modified, and in recent years the produc- 
tion by the Institution of Electrical Engineers of a 
inodel set of General Conditions for electrical contracts 
has done much to standardise the conditions attaching 
to electrical plant contracts. 

Much remains to be done to codify and simplify the 
general conditions embodied in general public contracts, 
and we wish the Federation every success. 

The War Office has replied to its request on the 
lines of suggesting separate negotiation with each De- 
partinent rather than the settlement of principles with 
a representative Government Committee and the subse- 
quent application of details with each Department. 
The Comiunittee, however, feels that its contention of 
settling principles first is the right one, and it is con- 
tinuing its efforts to secure the interview with the Co- 
ordinating Committee that it considers essential. 


Sır RosERT HapFIELD’s paper on 

The Significance ‘The Corrosion of Ferrous Metals," 
of Cerrosion. read last month before the Institution 
of Civil Engineers, will for many years 

be regarded as a classic by engineers, metallurgists, and 
chemists. Sir Robert is correct in emphasising the im- 
portance of producing alloy steels which have the 
capacity of resisting corrosion. Of very great. value to 
the general community is an understanding of the 
financial cost of the corrosion that is taking place. We 
doubt whether an estimate from any one else than this 
talented Past President of the Iron and Steel Institute 
would carry anything like the authority of the startling 
figures put forward. Sir Robert estimates that in 1920 
the loss by rusting in use was 29,000,000 tons of steel. 
For that year, taking steel at £20 per ton, and after 
making allowances for protection, &c., the annual cost 


of wastage is estimated as probably over £700,000,000 


sterling. Sir Robert gives this figure for the whole 
world : as our personal guess (and it is only a guess), 
and having in mind alike the tonnage of its mercantile 
marine, its railwav mileage, its diverse minor uses, 
and in our big cities the adverse atmospheric condi- 
tions, 1t is not too much to assume that two-thirds of 
that loss, say £450,000,000, represents a wasting 
of the wealth of the United Kingdom and the allied 
Dominions, Commonwealths and Colonial possessions 
which go to make up the British Empire. If, then, this 


loss of £450,000,000 (nearly half our Budget) could be 
reduced by one-third, the effect in six or seven years 
would be the accumulation of a sum equal to our present 
war indebtedness to the United States. 

It is no mean task that is open for our attainment, 
and the race which has given the world rustless table 
cutlery, to say nothing of the slowly corroding silicon. 
steel, nay yet provide joists, channels, and angles for 
our structures and plates for our boilers and ships hav- 
ing all the required mechanical properties, and a greatly 
lowered coeflicient of relative corrosion. But even 
given the new steels, we are confronted by the fact that 
such can only come into use on new work and in the 
replacements of old work. Therefore, even when the 
metallurgist has solved the problem, it will be many 
decades before the usage of relatively corrosionless 
steels can become universal. E : 

Even then we are not able to forecast whether or not 
these new steels will still require protection with paint. 
Probably they will. Meanwhile, is there not something 
to be said for a scientific study of paints? A good 
paint properly applied to a clean iron or steel surface, 
and properly maintained, will retard corrosion to a 
very appreciable extent. 

We appear to lack scientific standards for the pre- 
determination of the insulating* value of paints. At 
present we are content to judge their value after the 
lapse of two or three years. Such judgments of value 
are often vitiated, and an unfair and adverse opinion 
deduced with regard to a good paint, because it may 
have been applied in a slovenly fashion to a rusty sur- 
face. The whole engineering world does need authorita- 
tive standards in order that tests may be made to pre- 
determine in à few days, or at most weeks, the suita- 
bility of any paint to meet anv specified conditions. 

As compared with other branches of engineering, 
those concerned with the control of large electrical 
undertakings are sparing users of paint. We do not. 
mean parsimonious, but the quantities of paint required 
to maintain their structures in good condition are small. 
Yet with the extension of pierre traction, the increase 
of overhead transmission lines of all sorts, and the 
maintenance of the roofing and other steelwork of our 
power stations, the electrical engineer will be more and 
inore concerned with the protective efficiency of paints. 

Apart from paints, there are other aspects of corro- 
sion which interest us keenlv. The increased use of 
electric welding has, for example. raised the question 
whether liability to corrosion is not enhanced by the 
proximity of welded to unwelded areas. Again, too, 
w2 have all been relieved by the successful efforts of the 
metallurgist to retard the corrosion of turbine blades 
and condenser tubes. Some suspect that vet other cor- 
rosion troubles are germinating and will make them- 
selves apparent shortly. There is therefore every per-. 
sonal reason why the electrical engineer should follow 
closely all searchings after means to alleviate or to 
prevent corrosion, in addition to the wider economic 
reason of reducing that enormous bill of £700,000,000. 


AN important announcement made 
Small Generat. by the Electricity Commissioners is 
ing Stations. recorded in our columns to-day. The 
Commissioners have decided to take no 
notice of private generating stations up to 50 kW, which 
can now be put down without even communicating with 
them, and may be of any type, d.c. ог a.c. Whilst, no 
doubt, the Commissioners readily consented to the estab- 
lishment of such installations when applied to, the mere 
necessity of making such ап application has a deterring 
effect on the mind of à man who is contemplating the 
step. Hence the removal of the formalitv is conducive 
to the quicker development of small vjllage lighting 
undertakings, for which there is an enormous scope. 


"The word insulating is not used in its electrical sense, 
although all paints have a certain small value as an electrical 
insulator by virtue of their high resistance. | 
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THE THEORY OF ACTION OF THE “SHORT WAVE” CONDENSER. 


By F. ADDEY, B.Sc, M.LE.E., Fellow LR.E. 


THE arrangement used for obtaining a short wave in 
the ship sets of the Marconi Co., by placing a condenser 
in parallel with the secondary of the transmitting 
jigger, although so widely used in practice, does not 
appear to be anywhere satisfactorily described in print. 

The writer is acquainted with only one text-book in 
which & description and explanation of this device are 
given, and in this ease the explanation is far from 
complete. It is therefore thought that the method of 
explaining the action of the short-wave condenser given 
below will be of interest. 

As an introduction, it is necessary to consider the 
following arrangement :— 

If we have a condenser and an inductance joined in 
parallel, and we apply an alternating voltage v of fre- 
quency to the terminals of the condenser, as shown 
in fig. 1, then if the magnitudes of the condenser and 
inductance are so adjusted that the oscillatory circuit 
which they form is tuned to the frequency т, that is, if 
pu=1/pc, where p-72zn, and if there is no resistance 
in either of the parallel paths, no current will flow 
through the inductance-condenser combination. 

This can be shown as follows: — 

The current vector through т, will be of magnitude 
v/pr, and will lag 90? on v. The current vector through 
c will be of magnitude vpc and will lead 90° on v. If 
pL=1/pc these two current vectors will be of equal mag- 
nitude, and as they differ 180° in phase they will 
exactly cancel one another, and therefore the resultant 
current flowing from the alternating voltage supply will 
be zero. 

Since, however, as regards the circuit round L and c, 
these two current vectors are in phase with one another, 
an alternating eurremt of magnitude v/pr or уро will 
flow round this circuit. 

The resistances which cannot be avoided in the paths 
of п and І. will cause the respective current vectors 
to differ in phase from the applied voltage vector by 
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less than 90°. They will therefore not exactly neutral- 
ise one another, and there will consequently be a 
resultant current from the source of supply. This cur- 
rent, which will usually be small, makes good the energy 
losses due to the resistances. 

Suppose, now, we replace the condenser c by two 
condensers С, and С, in series, and we make the con- 
nection with the external supply to the terminals of 
the condenser c,. as shown in fig. 2. It will be shown 
that, if the circuit т, c, c; be tuned to the frequency n, 
the combination of the parallel paths си, and c, will 
act as a barrier to currents from the external supply at 
this frequency. | 


We shall have: 
1; = V/(pu-1/ pe.) 
I, = V/(1/ ре). 


Since, by hypothesis, ул„=1/рс=1/рХх(1/с,+1/с,), 
therefore pL is greater than 1, рс. That is, in the 
path through €; and L, the inductance reactance will be 
greater than the capacity reactance, and therefore the 
current vector 1, will lag 90° ‘on v. 

In the path through c; the current vector Ie will, of 
course, lead 90? on v. 

Hence, if we make J, = Je we shall in this case also 
get the two current vectors cancelling one another, and 
therefore no current will flow from the supply. 


Fic. 1. 


To make J, =! we must have р.—1/рс,=1/рс‹. or 
рь=1/рхХ(1/с,+1/с„). But this is the case, by hypo- 
thesis. 

Hence the arrangement shown in fig. 2, when tuned 
to the frequency n, acts as a barrier to currents of this 
frequency, similarly to the arrangement shown in 
fig. 1, while at the same time a current of frequency n 
flows in the circuit LC, €,. Any resistances in the paths 
will have the effect, as already explained in connection 
with fig. 1, of reducing the phase difference between 
the current vectors, and so causing а “make-up” 
current to flow from the source of supply. 
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Fig. 5. 


The aerial circuit shown in fig. 3 is electrically 
equivalent to that shown in fig. 2, the capacity of the 
aerial to earth taking the place of the condenser c, in 
fip. 2. Therefore, if we tune this aerial circuit to 
the frequency т, and make connection at the points a 
and B to a supply at this frequency, onlv the sinall 
“make-up "" current will flow from the supply, while 
at the saine time the aerial will be set into oscillation. 

The alternating supply to the aerial circuit can be 
taken from the terminals of a condenser су, which is 
joined in series with an inductance L, to form an 
oscillatory circuit adjusted to the frequency n (fig. 4). 
The circuit La. С, is excited from another oscillatory 
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circuit Le. C4, in which a spark gap is placed, and which 
is set into oscillation in the usual manner. 

We therefore now have the circuit consisting of the 
aerial with L and c, in series set into oscillation, and 
since only the small make-up current will be flowing 
from the circuit La . Cs to the aerial circuit, these two 
circuits can be considered as oscillating independently 
of one another. Since, however, the terminals of the 
condenser c, are joined to those of cs, these two con- 
densers can be replaced by a single condenser of 
capacity equal to the sum of the capacities of the 
separate condensers. 

We therefore finally obtain the arrangement shown 
in fig. 5, which is the arrangement actually used. 

It may be of interest to give some figures for an 
actual installation. These figures refer to a large land 
station at which tlie short-wave condenser arrangement 


is used to produce а 600-metre wave for communication 
with ships. 

The aerial has an inductance of 52 microhenrys and 
a capacity of 5.4 jars (.006 inicrofarad). 

Ls is 28.9 microhenrys, and (cst+c,) is 5.76 jars (.0064 
microfarad). When oscillations of a frequency of 
500,000, corresponding to a wave length of 600 metres, 
are impressed on the circujt, the condenser (С,+ 0) 
automatically divides itself into two parts, of 3.16 jars 
(cs) and 2.6 jars (ci) respectively. ° 

A capacity of 3.16 jars in series with L, of 28.9 
microhenrys, and a capacity of 2.6 jars in series 
with the aerial having the electrical constants men- 
tioned, each give an oscillatory circuit tuned to 600 
metres. 

Thus the actions explained above take place, and a 
600-metre wave is radiated. 


THE ROYAL SOCIETY’S SOIREE. 


During the evening of May 17th a representative gather- 
ing of Fellows and guests was welcomed at Burlington 
House, Piccadilly, by Sir Charles Sherrington, K.B.E., 
M.D., president, the occasion being the annual conver- 
sazione that is held by the Society. The main interest, 
аз usual, centred on the exhibits, and demonstrations 
attracted attention throughout the evening, 1п the 
course of which Lord Rayleigh, F.R.S., lectured on 
“ The Aurora Borealis and its Spectrum,’’ and with the 
aid of photographs illustrated some recent spectroscopic 
investigations on the aurora, particularly its occurrence 
on ordinary nights in the South of England. 

One of Messrs. Ogilvy & Co.’s exhibits was a new 
electric microscope lamp for research work; this em- 
bodies several useful features. 
structed that it gives the maximum ventilation com- 
bined with the minimum of reflection, which materially 
lessens the fatigue experienced in long periods of micro- 
scopical observation. The hood is in the form of a 
vertical steel cylinder, on the flat top of which is fitted 
a push-bar switch and a standard bayonet lamp socket. 
On the front and inside of the hood is permanently fitted 
an iris diaphragm close to the side of the lamp bulb, 
which serves the double purpose of regulating the size of 
the source of light and enables the user to project an 
accurately focussed image of the hght source. The 
hood is fitted to a detachable circular brass base, and a 
clamping screw ensures the hood’s being replaced to the 
correct position of alignment. In front of the base 1s 
attached a small prismatic optical bench supporting a 
condensing system, iris diaphragm, and light filter 
holder. The condensing system holder is fitted with 
screws so that the condenser may be accurately centred 
to the permanently fixed iris diaphragm and may also be 
interchangeable. This holder is on a hinged mount во 
that the condenser may be conveniently swung out of the 
optic axis when not required and a strong spring catch 
ensures accurate alignment when it is replaced. The 
lamp may be raised or lowered to any desired position, 
and the hood with its components may be inclined to 
any angle required. The electric lamp bulb is of the 
gasfilled type but made of a special mixture of glass 
which presents an exceedingly fine opal surface. The 
metallic filament is entirely obscured; the opal glass 
diffuses the rays emanating from the filament and when 
the surface of the glass bulb is sharply focused in the 
plane of the object, 2.e., the aperture of the iris 
diaphragm which is practically in the same plane as the 
surface of the electric lamp, there is no structure or 
granular matter shown in the field of view, and con- 
sequently no interference with the image of the object. 

The National Institute for Medical Research had on 
view a new type of microscope outfit designed to give 
great stability and, therefore, specially suited for work 
with high powers. The iNuminating medium is a 


The hood is so con- - 


mereury-vapour lamp of new design and high efficiency, 

and methous were shown of modifying the light intensity 

so that under any conditions of use the light that reaches 

the eye is constant in quality and quantity. In photo- 
graphing micro-organisms by means of ultra-violet 
light, it has recently been found possible ‘to utilise 
shorter wave-lengths than any hitherto used. Photo- 

micrographs were shown to demonstrate the result of 

photographing stained bacteria by visible light and un- 
stained living bacteria by ultra-violet light. 

The Western Electric Co., Ltd., showed telephone 
transmission apparatus that gives direct readings of the 
transmission loss, in miles of standard cable, of tele- 
phone circuits and apparatus. The instrument is so 
constructed as to give visual readings, eliminating the 
need of aural observations. Associated with and supply- 
ing current to the set is а high-frequency oscil- 
lator in two parts: (1) Voice frequency oscillator—a 
thermionic tube generator arranged to give frequencies 
from 200 to 3,000 cycles per second, and (2) ultra-audio 
frequency oscillator—a thermionic tube generator, 
which extends the range of the voice frequency oscillator 
up to 50,000 cycles per second, normally in steps of 100 
cycles. The oscillators give a uniform output at all fre- 
quencies and have a pure wave form. | 

The Science Museum, South Kensington, loaned the 
original microphones and historical experimental 
apparatus made and used by Prof. David E. Hughes, 
F.R.S., in his experiments, which led him from the dis- 
covery of the microphone in 1878 to the transmission 
and reception of wireless signals in 1879. The original 
model of his induction balance was shown, as well as 
several examples of pencil and granular microphones; 
also his transmitting and receiving &pparatus for wire- 
less signals. [Prof. Hughes exhibited his induction 
balance at the Royal Society's conversazione on May 
28th, 1879.] 

Mr. A. A. Campbell Swinton, F.R.S., exhibited 
specimens of the results obtained by several different 
methods of recording wireless signals, as follows :—(1) 
Photographic records from a string galvanometer directly 
connected in the aerial circuit; (2) photographic records 
from a sensitive manometric flame caused to dance to 
telephonic sounds; (3) records by siphon pen and Morse 


. inker, actuated by Brown relays and crystal detector; 


(4) records by siphon ,pen actuated by thermionic 
valves; (5) Creed perforated tape obtained with ther- 
mionic valves, and resulting print in Roman type. The 
string galvanometer records were obtained in 1910 in 
Copenhagen, with signals sent from Tralee, in Ireland. 
All the others were taken in London, some of them before 
the war, from sundry transmitting stations, many of 
which were in different parts of Europe, the most dis- 
tant being that at Moscow. 

The Royal Observatory, Greenwich, had on view, 
amongst other things, Admiralty magnetic charts, 1922, 
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showing curves of equal magnetic variation and dip and 
ol equal horizontal force. 

A most fascinating demonstration was that of the 
Cutting Tools Research Committee of the Institution of 
Mechanical Engineers (Sir John Dewrance and Prof. 
E. G. Coker, F.R.S.) of the action of milling and 
planing tools. A milling cutter, driven by a small 
motor through reducing gear, was arranged to take 
definite depths of cut ‘from strips of transparent 
materials, while the latter were moved continuously up 
io the cutter by an ordinary feed motion. The cutting 
action of the moving teeth was viewed in polarised light, 
and shown to be somewhat complicated, as compared 
with that of a single planing tool; the latter can be 
shown in action with the same apparatus. 

An ingenious device was the micro indicator of the 
Cambridge and Paul Instrument Co., Ltd., for taking 
diagrams from high-speed engines. It was designed by 
Mr. W. G. Collins, and was shown mounted on a 
cylinder. The vertical movement of the end of the in- 
dicator piston deflects a strong triangular spring carry- 
ing a stylus. By an electro-magnetic device, preferably 
operated by an automatic switch, this stylus is made to 
scratch a micro diagram of a single complete cycle upon 
a disk of transparent celluloid. After taking a diagram 
the disk can be rotated by a ratchet connected to a 
Bowden wire, so that ten separate diagrams may be 
taken in rapid succession. The movement of the piston 
is very slight and the moving parts are light, and hence 
the inertia of the moving system is small and the natural 
period short, also the capacity of the cylinder is small. 
The actual size of the indelible record obtained is 
approximately 3 mm. base (time) by 25 mm. height 
(pressure). The records can be photographically en- 
larged, or projected for observation or tracing or read 
with a microscope. The indicator is particularly suit- 
able for indicating the engines of aeroplanes whilst in 
flight or of motor cars in motion. 

To physiologists working on respiration and the 
respiratory functions of the blood, it is important to be 
able to measure the carbon-dioxide in alveolar air. The 
instrument shown, suggested by Prof. A. V. Hill, pro- 


vides à convenient and accurate way of measuring this 
percentage. The patient breathes out in the ordinary 
way and then, by an effort, expels through a katharo- 
ineter of the Shakespear type, the residue of the gas in 
the lungs which has been in actual contact with the blood 
system. The percentage of CO, in this residue is then 
read on the indicator scale, which is calibrated 0—10 per 
cent, CO.. The whole outfit is contained in a portable 
case, 

Mr. W. М. Mordey demonstrated some effects of alter- 
nating magnetism, his experiments illustrating, among 
other effects, the following :—(1) Repulsion from a 
multiphase electro magnet of magnetic materials, in- 
cluding finely divided iron, nickel, cobalt, magnetite 
and specular haematite. (2) Steady movement ог 


inigration of these materials through or from a multi- 


phase field in a direction opposite to that due to eddy 
currents. Slow rotation of materials on their own axes 
under certain conditions. (3) In l-phase field, iron, 
nickel, cobalt and magnetite act as in a uni-directional 
field. (4) Repulsion from the poles of a 1-phase magnet, 
of finely divided specular hematite (a feebly paramag- 
netic substance) which forms a ring round and at a dis- 
tance from each pole—a development of the ‘‘ equa- 
torial’’ formation. (5) The formation in a multiphase 
field of ‘‘ planes of force" by iron, nickel, cobalt, and 
magnetite. (6) No movement of finely divided alumi- 
nium in a multiphase field nor of lead shot. (7) Water 
containing any of the above materials driven uphill in 
a multiphase field—a surface-tension effect. (8) The 
possibility of application to the concentration or separa- 
tion of certain minerals, wet or dry. It is said that the 
above effects appear to be associated with hysteresis— 
or rather with hysteresis/susceptibility—the movements 
of repulsion and migration increasing with the fre- 
quency up to at least 85 periods per second. At 150 
and at 350 periods magnetite and specular hamatite 
exhibit only paramagnetic properties, standing erect 
without motion and oriented to the poles. It is assumed 
that with these materials, hysteresis has ceased or greatly 
diminished at 150 periods. 
(To be continued.) 


HYDRO-ELECTRIC COURSE AT GRENOBLE UNIVERSITY. 


SUMMER HOLIDAY COURSE, 


Ir will be remembered that a course of instruction on 
the subjects of hydro-electric installations and power 
transmission was inaugurated two years ago for British 
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Fra. I.—DAM UNDER CONSTRUCTION AT GRENOBLE, AND 
Power LINES. 


students at the Polytechnic Institute, University of 
Grenoble, in the French Alps. We have referred to the 
matter from time to time, and as there is no such centre 
аз Grenoble in the British Isles where the practical study 
of water-power developments can be undertaken, it is 


1922. 


hoped that the French effort will continue to meet with 
success, especially as it is considered of some import- 
ance that the Entente which was formed between many 
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Fia. 2.—ARMOURED CONCRETE FLAME AND POWER CONDUCTORS. 


British and French engineers during the war period 
should be maintained. 

The course is held during the August vacation in 
order that British students may attend; this year the 
course will commence on August 7th, and will extend 
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over approximately four weeks. ‘I'he lectures will be 
given in easy French of a character that anyone who has 
learned French at school should be able to understand 
without difficulty. A special course of, French for those 
who do not know the language sufficiently well to take 
the course will be given during the four weeks preceding 
the beginning of the technical course at a special fee. 

A special feature of the course is the visits paid to 
some of the numerous water-power installations. at work 
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Fic. 4.—OLD AND MODERN Н.Р. 
TRANSMISSION LINES. 


Fic. 3.—A 3-PHASE VILLAGE 
TRANSFORMER POST. 


or under construction in the neighbourhood, in order 
to illustrate points emphasised in the lectures. Installa- 
tions of a number of different tvpes can be seen in the 
neighbourhood. | 

The fees for the lecture course will be 110 fr., ог 
about £2 10s. at the present rate of exchange. A special 


committee exists at Grenoble to assist students to find 
suitable accommodation, the cost of which varies from 
240 to 600 fr. a month, or about £5 to £12. Half-rate 
tickets will be granted on the French railways from a 
French port to Grenoble and back for students under the 
age of 28 years, but to obtain this advantage arrange- 
ments must be made well in advance through the Office 
National. 

The lectures are of a thoroughly practical character. 
The course should prove valuable not merely to engineer- 
ing students, but also to mechanical and electrical engi- 
neers who wish to keep in touch with recent develop- 
ments in hydraulic power and in allied electrical trans- 
mission. It is possible for engineers beyond the student 
stage to spend an enjoyable holiday at Grenoble and 
learn something at the same time. 

Grenoble is a delightful centre for excursions in the 
French Alps, and it is by no means expensive. In the 
past the directors of some of the local works using elec- 
tricity for motive power, for electrometallurgical work, 
and for electro-chemistry have been very kind in show- 
ing matters of interest to students attending the course. 
Some of the earliest power transmission work in France 
was carried out in the Grenoble district, so that the. 
advances that have been made can be studied and the 
effect of time noted. 

With regard to the accompanying illustrations, the 
first is a reproduction of a dam under construction at 
Grenoble, with the three-phase transmission lines for 
supplving drivine power for the contractors’ motors. 
Fig. 4 is a view of power lines near Grenoble, compris- 
ine à multiple 26.000-volt line erected over 20 years ago, 
and a modern 40,000-volt one running alongside the 
main road. Fig. 3 shows a three-phase village trans- 
former post which has evidently heen erected with some 
regard to economy. but good enough for the job: while 
fie. 2 shows an armoured concrete flume in the Drac 
Valley, above which the conductors carrying power to 
electro-chemical works can he seen. 

Further particulars сап he obtained from the Office 


National des Universités et Ecoles Françaises. 45, Great 


Marlborough Street, London, W.1. 
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THE SIEMENS ELECTRIC LAMP WORKS. 


Last week we paid a visit to the electric Іашр works, 
Dalston, of Messrs. Siemens Bros. & Co., Ltd., and 
inspected the various processes which are there carried 
on, from the raw oxide of tungsten to the finished gas- 
filled lamp. The factory, which was erected 20 years 
ago, has always been employed in manufacturing metal- 
filament lamps, Messrs. Siemens having led the way by 
placing on the market the first commercially satisfactory 
lamp of this type—the tantalum lamp, which was manu- 
factured in large quantities up to the outbreak of the 
war. The manufacture of drawn-wire tungsten-filament 
lamps had been commenced in 1908, but did not entail 
the abandonment of tantalum, the superior strength of 
which made up for its lower efficiency in many indus- 
trial applications; however, the difficulty of obtaining 
supplies of raw material during the war and the im- 
provement in the quality of tungsten lamps led to the 
suspension of the tantalum lamp manufacture. On the 
other hand, whereas only straight filaments had been 
used at Dalston up to 1913, the manufacture of spiral- 
ised filaments and gasfilled lamps has been greatly de- 
veloped since that date. 
drawn-wire lamps was extended to cover all the usual 
patterns, which were sold under the trade name, 
'* Wotan "; and in 1911 the Siemens Wotan traction 
lamp, having a spiralised filament suspended on a special 
spider, was introduced, with highly satisfactory results, 
the lamp being widely adopted for lighting tramcars 
and railway trains. Lastly, the manufacture of gas- 
filled lamps was begun in 1913, and large numbers were 
made, under difficulties, during the war; development 


In 1910 the range of tungsten 


has continued in this direction, and the works are now 
well equipped for producing gasfilled lamps in large 
quantities. Special gasfilled lamps are made for pro- 
jection and optical purposes, with concentrated fila- 
ments, in various arrangements, and gasfiled lamps 


Fig. 1.—SWAGING AND WIRE-DRAWING MACHINES. 


designed for automobile and locomotive headlights have 
been introduced, all these tungsten lamps being now 
sold under the trade name ‘‘ Siemens Britannia.’’ 

Great strides have been made in the manufacture of 
tungsten wire since the early days when filaments were 
not drawn wire but fragile aggregations; yet the pro- 
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cesses by which the drawn wire, of extraordinarily high 
tensile strength, is made, are in the main unchanged, 
being similar in many respects to those by which tanta- 
lum wire was made. The invention of the gasfilled lamp, 
with its concentrated spiralised filament heated to a very 


high temperature, presented new problems to the metal- 
lurgist, demanding still higher qualities of wire, At 


the Siemens works close attention has been given to this 
subject, and as the result of the researches there carried 
on a brand of tungsten wire has been produced from 
which exceptionally good results have been obtained. 
The chemical department is well staffed and equipped, 
as is due to its great importance in this industry, and 
an elaborate system of photomicrographic examination 
of the tungsten at every stage of its manufacture has 
been developed. 

We have previously described the mode of prepara- 
tion of tungsten on several occasions, but a résumé of 
the process may be of interest. It commences with the 
commercial tungstic oxide, which is first thoroughly 
purified by prolonged chemical treatment, and then re- 
duced to a metallic powder by heating in a current of 
hydrogen. This powder is pressed into a stick 7 in. 
long bv 4 in. square, which is baked in order to in- 
crease its strength. The baked slug is then sintered by 
raising it to a blinding white heat by means of an 
electric current in an atmosphere of hydrogen, becoming 
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Fic. 2.—FiNE-WiRE DRAWING MACHINES. 
a solid bar of tungsten. The sintered slug is next 
passed through swaging machines, by which its dia- 
meter is reduced from } in. square to 32 mils round 
wire, whilst its length is increased from 7 in. up to over 
30 ft. The wire is drawn through a succession of 
diamond dies until it is reduced to the diameter desired. 

Photomicrographs of the tungsten are taken, both in 
slug and wire form, for the purpose of examining the 
grain and fibrous texture of tungsten produced from 
various mixtures, as well as the changes which take place 
after the same tungsten has been under current in an 
electric lamp. 

The spiralising of the filament is done exclusively by 
machinery. For the heavier gauge wires, Messrs. 
Siemens Brothers are using a number of automatic ma- 
chines of their own design, which can be regulated to 
wind any desired style of filament. 

The wire is wound on a mandrel in a somewhat 
similar manner to that employed for making an ordi- 
nary spiral spring, with the exception that in these 
machines the holder contains a drum of tungsten wire 
and is carried on a traversing attachment to ensure even 
winding. The wire is passed through adjustable ten- 
sion grips, and the traverse is automatically ‘‘ tripped ”’ 
at certain intervals so that a number of short straight 
lengths of wire are left between the sections of spiralled 
filament. These facilitate mounting on the spider, and 
occur where the filament passes through the supporting 
loops. 

For fine wires a different system is adopted. A man- 
dre] composed of soft hrass wire is fed into the machine 


from a drum, and the filament is spiralised round this 
as it passes through the machine. Then the wire man- 
drel with the spiralised filament round it is rewound on 
a separate drum. Owing to the small diameters worked 
on these machines, it is practically impossible to remove 
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Еа. 3.—SEALING-IN DEPARTMENT FOR STANDARD AND 
GASFILLED LAMPS. 


the spirals from the mandrel in the ordinary manner 
without damaging them, and in this case the mandrel is 
dissolved in a chemical solution, leaving the spiralised 
wire intact, ready for mounting on the spider. 

The interior glass structure which provides a sealed 
entry for the conducting wires, and to which the fila- 
ment supports are attached, is known as the combined 
foot and spider. The glass tube of which the foot is 
composed is first cut up into the required lengths, which 
are flanged at one end to form a base to seal into the 
bulbs, by automatic machines which are provided with 
a magazine feed, and work without attention. 

The leading-in wires, stem, and foot are next 
assembled on the foot-making machines; the glass com- 
ponents are heated to a suitable temperature by means 
of gas flames and the ‘‘ pinch "' is made, which hermeti- 
cally seals the lower end of the flanged tube and at the 


Еа. 4.—A SECTION OF THE EXHAUSTING AND GASFILLING 
DEPARTMENT. 


same time welds the stem and the leading-in wires into 
the ‘‘ seal."' 

In building up the spider a suitable number of buttons 
are first formed on the stem; the radial supports are 
then fixed into these. In the past these two operations 
were carried out separately and by hand, but Messrs. 
Siemens Brothers have installed some special machines 
in which the two processes are combined. The wire used 


чы. 


Vol. 90. Хо. 2,322, May 26, 1922.] 


THE ELECTRICAL REVIEW. 729 


for the spider arms is fed from a bobbin into the ma- 
chine, which automatically adjusts the lengths of the 
supports and forms the pigtail loops—an extremely 
clever example of automatic operation. 

In the case of high-wattage gasfilled lamps, where the 
leading-in wires end in metal tape electrodes, the ends 
of the filaments—which ure necessarily of fairly heavy 
gauge—are secured to the tapes by a process of spot 
welding. АП spirals are carefully inspected before 
being mounted on the “ foot." The very fine filaments 
used for the 30- and 40-watt gasfilled lamps, of wire 


approximately 1/1,000th of an inch in diameter, are 


exainined by placing thei in an optical apparatus, 
which projects the image of ihe spiral—highly magnified 
—on to a screen. 

The process of enclosing the “foot” and filament 
within the bulb is called ‘ sealing in," and for this pur- 
pose also machines are used. 

The modern trend in electric lamp making is in the 
direction of so-called ‘‘ pipless " lamps, in which the 
pip is concealed within the cap of the lamp, thus leaving 
the- base of the bulb perfectly rounded. This is 
arranged for when the ‘‘ foot " is made. A small stem 
tube is passed through the flanged leading-in tube, and 
welded on to the ‘‘ foot ° just above the ** pinch.” The 
filament is then mounted, and the completed foot is 
sealed into the neck of the bulb in the ordinary way. 
The bulb is afterwards exhausted through the stem tube, 
and the pip is formed at the cap end of the bulb. 


Еа. 5.—CaPPING AND TrsriNG DEPARTMENT. 


It is found that this method does not add materially 
to the cost of manufacture, while the elimination of the 
NN dia. : 

pip’ end from the finished lamps considerably re- 


duces breakages in transit. 


The lamps are exhausted entirely by Siemens patent 
rotary oil pumps, after which the filling gas is admitted 
to the bulb by means of a two-way valve, under a pre- 
determined pressure. After раз ле the bulb is 
sealed. A new type of pump has been devised which 
is completely automatic in its action. This apparatus 
not only exhausts the bulb, but also tests for vacuum, 
gasfills, and seals the bulb. 

The factory is well equipped with various types of 
photometers, including a sphere photometer by which 
the spherical candle-power of gasfilled lamps can be 
measured directly. 

On another photometer special adjustments have been 
fitted which allow comparisons to be made of the tem- 
perature of the filament and the colour value of the 
light emitted by gasfilled lamps. On this apparatus the 
lamps can be tested by means of Wratten screens of pre- 
determined value, which are supplied by the National 
Physical Laboratory. Siemens gasfilled lamps are, 
therefore, very accurately tested in respect of rating 
limits, and the manufacturing specification adopted in 


the factory embodies all the conditions outlined in the 
British Engineering Standards Specification. 

The lamps are fitted with caps on a radial machine, 
which allows of a number of lamps being dealt with at 
the same time. ‘ 

Great stress is placed on the testing and examination 
of parts in every process of manufacture, and special 
attention is given to the final test. Every completed 
lamp before it leaves the factory is thoroughly tested in 
all respects to ensure accuracy of performance, accord- 
ing to the ratings marked on the lamp, and to eliminate 
any lamps in, which minor mechanical defects may have 
occurred during handling. 

In addition to this, many thousands of lamps of all 
types and ratings are tested to destruction, in order to 
obtain definite proofs of the average life of lamps pro- 
duced in the factory. 

The lamps are not stored at the Dalston factory, but 
are immediately transferred to the commodious stores 
owned by the company at 89a, Shacklewell Lane, which 
have a floor space of 46,000 sq. ft. 

Numerous examples of special lamps have been de- 
signed and manufactured at the Siemens Dalston Lamp 
Works, each representing a large amount of experi- 
mental and pioneer work. Amongst these may be men- 
tioned the projector {уре gasfilled lamps (vertical and 
horizontal grid patterns, tubular pattern, and special 
tvpe for kinematograph lanterns); gasfilled head-light 
lamps for railways; the ''Syvlvalux " gasfilled lamp, 
with opalescent bulb to screen the filament, but with the 
absorption factor reduced to the minimum; and the 
** daylight " lamp (gasfilled), which without the aid of 
reflectors or expensive fitments is claimed to give a light 
of the consistenev of sunlight, in which colours can be 
accurately matched. А special lamp of high candle- 
power was also made for the lantern of the Croydon 
aerial lighthouse pylon. 

An interesting feature of the factory is the use of 
automatic machines for a great variety of operations, 
some of which one would have thought impracticable by 


ГА . . LJ . 
machinery, such as the spider-making automatics, . 


which, with several other devices, were designed and 
made entirely by the company’s own staff. Тһе im- 
pression left upon us was that the factory was thoroughly 
up-to-date and run on scientific lines—two qualities 
which are essential to success in the manufacture of 
electric lamps. 


LEGAL. 


FINED FOR ALTERING AN ELECTRIC METER. 
At Coichester, last week, William Godfrey was charged with 
wilfully and fraudulently altering, by putting it back 
50 units, the index to a meter for measuring the supply of 
electricity, which had been installed by the Corporation at 
the “беа Horse’’ Hotel. 

Defendant pleaded guilty. 

Tt was stated that the defendant had been in the employ 
of the Corporation as a meter fixer for some time. In 
January the meter at the ''Sea Horse" was found to be not 
as it should be, and a Mr. Tracey on January 26th put upon. 
it a special seal with a special mark. In February, when 
examination was again made, it was found that the seal had 
been removed and replaced by another one. Inquiries were 
made, and the tools of the Corporation employés were ex- 
amined. On the seal were found marks that corresponded 
to defendant’s tools. 

Defendant had nothing to say, and the Bench imposed a 
fine of £5. 

Mrs. Ethel Rosa Haskins, wife of the licensee of the '' Sea 
Horse," was then summoned for counselling and procuring 
the commission of the offence. She pleaded not guilty. 

Godfrey said that he went into the ''Sea Horse” as a cus- 


.tomer, and while he was there Mrs. Haskins asked him to put 


the meter back, which he did. She afterwards gave him a 
drink and a packet of cigarettes. 

The Bench found the case proved and imposed the maxi- 
mum penalty of £5. 


WESTMINSTER ELECTRIC SUPPLY CORPORATION v. WYKEHAM 


Srupios, Lrp. | 
Tuts case, which raised the question of what rate should be 
paid by photographers obtaining electricity for business pur- 
poses, was decided by Mr. Justice Swift in the King's Bench 
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Division on Monday, May 22nd. Previous hearings were 
reported in our last issue. 

Mr. Justice Ricsy Swirt, in the course of his judgment, 
said the defendants contended that in law the plaintiffs were 
not. entitled to charge them at the rate of 3d. or 4d. per 
uyit in the Midsummer, Michaelmas, and Christmas quarters 
for certain electricity supplied, and contended if they had 
charged at the rate of 2d. per unit, which was all they were 
legally entitled to do, they had been paid im full. 

The defendants had for some years been in the habit of 
using electricity for a photographic arc lamp, and it was 
admitted that the electricity, for the price of which this 
action was brought, had been used by the defendants for 
purposes other than general illuminating purposes. The 
plaintiffs sought to charge the defendants at a higher rate 
than the maximum rate stated by them to be payable for 
electricity used for power purposes, and the defendants 
objected that the current, having been used for power pur- 
poses, that was to say, for purposes other than lighting, and 
through a separate meter—they were not liable to be charged 
more than the maximum rate for power purposes. 

His LonpsHiP found as a fact that the electric current used 
by the defendants, for the price of which the plaintiffs 
claimed was used by the defendants for power purposes and 
not for lighting, and that it should be charged for at the 
power rate and not at the lighting rate. This, however, did 
not dispose of the action, for the plaintiffs contended that 
even if they were under the circumstances compelled to treat 
the defendants as taking electricity for power purposes only, 
they might still charge them at the rates which they had 
charged in this action, that was to say, 7d. per unit for the 
quarters ending Midsummer and Michaelmas, and 4d. for the 
quarter ending at Christmas, 1921. The right of the plain- 
‘tiffs so to charge was dependant upon the construction of 
secs.: 19 and 20 of the Electric Lighting Act, 1882. By sec. 
19 it was provided that where a supply of electricity was 
provided in any part of an area for private purposes, then, 
except in so far as was otherwise provided by the terms of 
the licence order or special Act authorising such supply, 
every company or person within that part of the area 
should on application be entitled to & supply on the same 
terms on which any other company or person in such part 
of the area was entitled under similar circumstances to a 
corresponding supply. Section 20 provided that the under- 
takers should not in making any agreements for a supply of 
‘electricity show any undue preference to any local authority, 
company, or person, but, save as aforesaid, they might make 
such charges for the supply of electricity as might be agreed 
upon, not exceeding the limits of price imposed by, or in pur- 
suance of, the licence, order, or special Act authorising them 
to supply electricity. The meaning of these two sections 
had been discussed in four cases, to which his attention had 
been called; the Metropolitan Electric Supply Co., Ltd., v. 
Ginder, 1901; the Attorney-General of Victoria v. the 


Mayor, Aldermen, Councillors, and Citizens of Melbourne, ' 


1907; the Attorney-General v. Long Eaton Urban Council, 
1914; and the Attorney-General v. Hackney Borough Council. 
He thought the result of these decisions was that where 
current was supplied on two different systems, the choice of 
which was left to the consumer, there was no infringement 
of secs. 19 and 20, and that as between customers for each 
system the undertakers were entitled to differentiate as to 
price provided that the special circumstances of each cus- 
tomer were had regard to. But it was contended that in this 
case the defendants, using the current for power purposes, 
had been charging more than the rate which was fixed and 
advertised by the plaintiffs as being the rate for current sup- 
pues for power. He did not see why this should not be 

one if regard was had to the special circumstances of 
those who were charged at the higher rate, and if a proper 
differentiation could be made between them and others who 
were beiug supplied with current for power purposes in the 
same area. Provided that the undertakers did not charge 
more than the amount which was fixed by the Act, or which 
for the time being was agreed upon between them and the 
consumer, he could not see why they should not be allowed 
to charge a consumer more if the circumstances under which 
he was taking power were not similar to those of other per- 
sons who were taking it. In this particular case the pho- 
tographers, speaking generally, were not taking current for 
power purposes under similar circumstances to other manu- 
facturers. Their lamp was not burning regularly and for 
fixed hours during the day or night, but it was intermittently 
used as occasion necessitated for the taking of particular 
photographs, and he thought that the undertakers were en- 
titled to say that, although their ordinary charge to persons 
using current for power purposes was per unit, they 
would charge a higher rate to persons who took current for 
use in a photographic arc lamp. He, at any rate, saw 
nothing in the sections to which he had referred, and as 
they had been construed by the Courts in the cases he had 
mentioned—which was inconsistent with that view. It 
was clear that the plaintiffs were under no agreement to 
charge the defendants other than the rates which they did, 
and the defendants had ample notice of the rates which they 
would be charged if they took the current. All photogra- 
phers in the area using ‘this supply had been treated jn the 


` 84 degrees. 


- and 84 on the third floor. 


.many other firms in Bradford in the same írade. 


same way, and he saw no reason for holding that the de- 
fendants, taking this current, with notice that they would 
be charged for it at the rates which they had been charged, 
should be relieved from payment of those rates. Under all the 
circumstances there must be judgment in favour of the 
plaintiffs for the amount claimed, with costs. 


CHARLES Semon & Co., LTD., v. BRADFORD CORPORATION. 


Mr. Justice Eve, on May 17th, concluded the hearing of 
an action brought by plaintiffs, stuff and wool merchants, of 
Bolton Road, Bradford, against the Corporation, to restrain 
the latter from erecting an electric power station оп the 
south side of Balme Street, so as to interfere with the light- 
ing of plaintiffs’ warehouse on the north side of the street. 
Mr. Hughes, K.C., and Mr. Bennett were for plaintiffs, and 
Mr. J. H. Cunliffe, K.C., Mr. Tomlin, K.C., and Mr. Woods 
for the defendant Corporation. 

Mr. Ноанеѕ, K.C., in opening, stated that the plaintiffs’ 
warehouse was situated at the corner of Bolton Road and 
Balme Street, and was erected on what was originally Cor- 
poration land, which was acquired by plaintiffs’ predecessors. 
The Corporation’s proposal to build the electric power station 


-on the south side of Balme Street would seriously interfere 


with their business by diminishing the amount of northerly 
light, which was a most essential element їп matching the 
various shades of dye colours of various pieces of cloth. The 
plaintiffs’ warehouse consisted of a building of six floors with 
36 windows, and on the opposite side of Balme Street at the 
present moment were only low buildings. The Corporation's 
proposed electric lighting station would be 73 ft. high, and 
this would seriously affect the lighting of plaintiffs’ ground, 
first, and second floors. As a rule an angle of 45 degrees 
was usually taken in buildings of this character, but, in the 
present case the Corporation's electric station would be only 

Mr. WALTER JACKSON, architect and surveyor, stated that 
the Corporation's electric station would take a very large pro- 
portion of the plaintiffs’ northerly light, as much as 55 per 
cent. on the ground floor, 51 on the first, 44 on the secomd, 
The property would be greatly 
depreciated in value. 

Sır BANNISTER FLETCHER, architect and survevor, stated 
that when the electric station was built the plaintiffs’ two 
easterly windows on the three lower floors and the other 
windows on the same floor would be affected, especially as 
regarded indirect and diffused light generally. | 

Mr. CuNLiFFE, K.C., for the defendants, said the plaintiffs 
seemed to think they were entitled to a special light, but 
what quantity or quality of light they wanted was difficult 
to say. The case for the Corporation was that the plaintiffs 
would only be slightly affected, and that when the power 
station was erected they would still have a good and effective 
light for the carrying on of their business. They would be 
in a far better position after the building was erected than 
It could 
not be admitted for a moment that the development of Brad- 
ford in respect of electrical supply should be stopped on this 
question of lighting. 

Mr. PERCY JOHN WALDRAM, engineer and surveyor, said 
that when the power station was erected the plaintiffs’ ware- 
house would stil be distinctly above the average for light. 

Several other experts expressed the same view, and his 
Lordship reserved judgment. 


IS А TRAMCAR A CARRIAGE? 


Last week the Bradford Stipendiary Magistrate heard a case 
demanding a ruling as to whether an electric tramcar was a 
“ carriage ' within the meaning of the Town Police Clauses 
Act, 1847, and as such should be passed by motorists on the 
“ off " (right hand) side, except when there was actual neces- 
sity or sufficient reason for deviation permitting passage on 
the near side. The case was one in which Sidney D. Gold- 
thorpe, a Halifax motor-haulage contractor, was summoned, 
in respect of a collision with a laundry van when he passed 
a Bradford tramcar on the near side. The laundry van was 
crossing the road in front of the tramcar. The Stipendiary 
Magistrate gave his judgment on Friday, and quoted a 
High Court decision on a previous Bradford case (Burton v. 
Nicholson), under the Motor Cars Order, 1904. He ruled that 
а tramcar was a “ carriage ’’ within the meaning of the law, 
and that it was the duty of the motorist to pass on the right 
hand side, unless there was good reason for deviation. In the 
present case, however, there had been good reason for passing 
on the left-hand side, as there were two tramcars passing each 
other in opposite directions, as well as the overtaking motor 
car and the crossing laundry van. The summons, therefore, 
was dismissed. 


Copper Cooling Coils for Transformers.—Iron pipes are 
often used for the cooling coils of water-cooled transformers, 
and it has been found that they are liable to give trouble 
through rust, &c. To prevent this the Westinghouse Electric 
and Manufacturing Co., U.S.A., has decided to supply only 
copper coils, without increase in price. 
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CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the folowing week. Correspondents should forward 
their communications at the earliest posstble moment. No 
letter can be published unless we have the writer's name and 

address in our possession. 


The Mangnall-Irving Thrust Borer. 


Your correspondent, Mr. F. O. Trotman, makes some 
sweeping assertions in his letter to you on the Mangnall- 
Irving thrust borer in your issue of the 5th inst., and thinks 
it misleading to describe its use as an “improvement.” I 
have just put two 11-10. screwed steel pipes across a main 
road, paved with wood blocks and with a double tramway 
track, by means of this apparatus. These are to accommo- 
date a service line and a small high-pressure cable. The job 
was started at 10 a.m. and completed by 5 p.m., taking ых 
working hours. The width of the roadway 15 31 ft. 6 in. 
The cost has been as follows :— 


; £ s.d. 

Labour (8 men, 6 hours) 2. . 019 9 
70 ft. 14 in. steel tube PN sed Bos . 3 15 10 
Re-instatement, 3 yd. super tar-mac  ... .. 015 0 
£510 7 


If the work had been done in the manner favoured by 
your correspondent the cost would have Беер :— - 


£ s.d. 

Labour (4 men, 18 hours) ... "T . 410 4 

70 ft. stoneware duct, cement, &c. n . 4 7 6 
Re-instatement, 5 yd. super wood blocks and 

1 yd. suner tar-mac oe 0 

£17 17 10 


There has been a saving of 70 per cent. in the cost of tho 
work, to say nothing of traffic obstruction, or of the per- 
manent deterioration of wood block paving when it has been 
patched. 

This may be a '' particular case," but I meet scores of such 
particular cases in the course of a twelvemonth, and I sug- 
gest that this is an improved method of dealing with them. 

There 1s no virtue in a lead-jointed pipe if a screwed and 
socketed pipe can be laid more cheaply, and not a great deal 
In tiles, bricks, or creosoted wood boards as a protection to 
armoured cables. ‘There 1s more protection in laying them 
another foot or 18 in. deep, and this can be done at the 
oe cost of. getting out the bore pits to that much greater 
epth. 

Edgar LI. Ingram. 

Parkstone, Dorset. 

May 15th, 1922. 


My notice has just been called to Mr. F. O. Trotman’s 
letter to you on the above subject in your issue of May 5th. 
Mr. Trotman’s main point appears to be that he disapproves 
of the title " An improved method of cable laying," given 
to your excellent article of April 91st last, on the ground 
that the word ‘improved ” is misleading. As Mr. Trotman 
looks at this from a mains engineer's point of view, I beg to 
suggest that he should get into touch with the mains engi- 
neer of his own town—Sheffield—where a machine has been 
m use daily for the last 34 months. He would then be able, 
no doubt, to obtain all the information he requires as to 
how the Sheffield cables are laid by thrust-boring. 

The poiat raised of not being able to make an iron pipe 
tight at the joint is, of course, absurd.  lligh-pressure eas 
services have been laid in a great many cases in quite diffi- 
cult ground by actually using the lap-welded service pipe 
to take the load of boring. and these pipes on being sub- 
jected to the usual high-pressure test have shown not the 
slightest leakage of anv kind. Caulked joints are, of course, 
quite unnecessary. Bitumen jointed carthenware sewer 
pipes in 12-in. boreholes have likewise been laid without 
leakage. 

I suggest that Mr. Trotman might accept your title of 
"an improved method of cable laving." For instance, it 
would be untrue to suggest that wireless telegraphy and 
telephony are not improved means of communication on the 
ground that their application in certain cases is inconvenient. 
There is a growing tendency to lay armoured cables direct in 
the ground without any form of pipe protection. 


A. R. Mangnall. 
Chester, May 90th, 1922. s 


f 


Referring to Mr. F. O. Trotman’s letter in vour issue of 
Mav 4th. may I point out that the laving of mains by this 
method is not restricted to cables drawn through iron piping. 
_ Obviously, a conduit whose overall diameter at the joints 
13 not greater than that of the conduit itself is desirable, 
and any conduit complying with this can be easily pushed 
through the bore hole by means of an attachment to ihe 


AC gear which is used for withdrawing the boring 
ubes. ý | 
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The writer was present at some tests made by a Govern- 
ment department, in which Key fibre conduit with socket 
and spigot joints was employed; the overall diameter of the 
joints of this type of conduit is, of course, the same as that 
of the conduit itself. The joints are actually made in the 
thrust pit, prior to the introduction of each length into the 
entrance of the bore hole, by painting the ends with a bitu- 
minous solution, which sets very quickly, owing to the 
nature of the conduit, and is quite an easy matter. 

As a matter of fact, for short runs, such as services, those 
ducts, which are very light, can be pushed length after 
length into the bore by hand, if the boring is made of sufti- 
cient diameter to allow for a little clearance. 

A. R. Porter. | 

Trafford Park, Manchester, 

May 22nd, 19%. 


Private Electricity Supply. 


On page 645 of your issue of May 5th is an interesting 
point dealing with private supply, and notwithstanding your 
official comment on this matter, I would like to suggest that 
in this case the owner of the property is not entering into 
the business of electricity supply as is generally understood, 
but is merely generating current for use on his own property. 
I gather that you are of the opinion that it would be a busi- 
ness in the sense described in the 1909 Act, but to me there 
ns seeins to be a doubt as to whether this 1s strictly cor- 
rect. | . 

The point, I believe, will be of interest to several con- 
sumers throughout the country, and if you can amplify your 
comments on the matter, I feel sure it would be much ap- 
preciated by others as well as ES 


May 16th, 1922. 


[We cannot recall any case in which the question whether 
'" the business of the company or person affording the sup- 
ply 18 not primarily that of the supply of electrical energy 
to consumers " (Electric Lighting Act, 1909, Clause 23) has 
come before the Courts; but we take it that the proviso re- 
fers to cases where a person has a surplus of electricity avail- 
able, which he is at liberty to sell to consumers. In the 
present instance, the plant is to be put down specially to 
supply consumers, and the fact that those consumers are 
tenants of the supplier does not affect the question—they 
are members of the public; the plant is to be used solely 
for this purpose, and, in our opinion, the business would 
not be covered by the proviso. 

However, if the local statutory undertaker consents, the 
way is open, for the Electricity Commissioners have now 
а all restrictions on supplies up to 50 kW.—Ebps. ELEC. 

EV. 


Doubttul.. 


Apply in Person. 


A short time back we advertised in your Review for a 
driver of a cable-making machine. One answer which we 
had, read: “ Will the advertiser please call at the above 
address and oblige.” 

We think this might interest some employers of labour. 

Macintosh Cable Co., Ltd. 
Percy W. SANKEY. 


Liverpool, May 16th, 19%. Works Manager. 


Civil Service Examination for Post Office Engineering 
Inspector. 


I think some good might be done if you published the 
following facts about the above examination, which was 
advertised in your issue of the 12th inst. 

The examination is fixed to start on July 13th. The final 
examinations of the London University take place during 
part of the same period. For instance, the B.Sc. (Engi- 
neering exam. starts on the 3rd and finishes on the 14th July. 
Surely this could be avoided. I am sitting for the B.Sc. 
(Eng.), and also wish to take the Inspectorship examination, 
which, at present, I cannot do. No doubt there are many 
others in a similar position. 

The age limit is 22, with а maximum of two vears de- 
duction for army service. Why should those who voluntarily 
spent more than two years in the army be thus handicappea? 
The regulation seems to me to have been made for the bene- 
fit of '' dodgers.” Personally, I spent 3} years in the army, 
so I suffer to the extent of a vear and a half. 

The publicity which the above could receive through the 
ELECTRICAL REVIEW would surely cause the Civil Service Com- 
mission to take a more reasonable view of the matter. 


A Might-be Entrant. 
May 15th, 1929. 


Does the Institution Need a Wider Outlook ? 


On several occasions, after some years’ residence abroad, I 
have, on coming home, been struck by the insular parish- 
pump point of view that characterises meetings of the Insti- 
tution of Electrical Engineers. Naturally, having its origin 
in Great Britain, the happenings here must loom large at 


н з 


182 


THE ELECTRICAL REVIEW. 


| [Vol. 90. No. 2,322, Max 26, 192%, 


t 


the meetings and in the proceedings, but the Institution has 
now widened its activities to all parts of the British Common- 
wealth, and, moreover, it is concerned with a branch of en- 
gineering that has a world-wide appeal. I think, therefore, 
that matters that happen outside the British Isles should 
receive more attention than they do, and also that speakers 
in the discussions might endeavour to see things in a broader 
way. МУ 

Readers may have noticed that the Institution of Civil En- 
gineers is as much interested in engineering abroad as in 
what happens at home, and the proceedings of the I.C.E. 
contain many papers descriptive of engineering work in all 
parts of the world. Partly as a result the membership is 
very widespread. 

Engineers as a class travel a great deal, and large manu- 
facturing concerns are as much interested in orders from 
overseas as they are in local orders. The Institution mem- 
bership must, therefore, contain many members who think 
as I do. 

I suggest that a suitable leaven of engineers now resident 
in this country, who have lived in some particular country 
overseas long enough to know intimately actual conditions, 
should be introduced into the British Council in order to en- 
sure that the proceedings of the Institution shall in future 
have that wider outlook which several observers, as well as 
myself, feel that it needs. | 

Е. Kilburn Scott. 


London, N.1. 
May 16th, 1922. 


A Tragedy in Trousers. 


Among your “ Situations Vacant ” advertisements, a week 
or во ago, appeared ' Lady Shorthand-Typist wanted," and 
‚ Т applied, although I am, owing to circumstances over which 
I had no control, & man. 

This morning I received & polite request for an interview, 
with which I graciously complied, but apparently my letter 
hadn't made it sufficiently clear that I wear a skirt round 
each leg, because the man who interviewed me appeared 
both surprised and annoyed, and suspicious and aggrieved, 
and told me almost immediately that I was no lady, with 
which I agreed—and I then went on to point out that in 
addition to being a first-class stenographer I was throwing 
in my technical knowledge (I do estimating when not rest- 
ing), which would, at least have saved them the trouble of 
correcting those ''typists' errors, the removal of which 
has taken some of the best hairs of my life. 

In spite of all this, and the fact that the screw I asked 
was within their limit—or they wouldn't have written—I 
could get nothing better than '' we—er—have always been 
used. to lady typists—and—er—in fact, that is what we al- 
ways have had, and—er— we've got so used to lady typists 
that—er—in fact I'm afraid we've always had lady typists.” 
(Luckily the esthetic aspect wasn’t even mentioned). 

No real objection at all, except that I belong to the sex 
that reasons and pokes fires from the bottom, and had I 
been only partially attired, clean shaved, and had my voice 
ironed I could have had the job. 

Apart from the daft conservatism shown by such an at- 
titude, will anyone tell me what earthly reason there can 
be s denying work to a man who needs it because he is 
one 

As a friend of mine in a sober interval the other day re- 
marked to the lady who was drawing his lunch: '' If they'd 
only shut all the pubs, stop all the horses and shoot all the 
women, this'd be a fine world.” 

But perhaps somebody will start another war soon, and 
then we'll all have a job. prs 

W. А. C. Phillpot. 


London, May 19th, 1929. 


Broadcasting Wireless Telephony. 


As a manufacturer of telephone and telegraph apparatus 
Т am anxious to take part in the coming rush of orders for 
wireless telephone sets which the daily papers are now 
boosting. I have spoken to one or two friends in the trade, 
but have been told that the monopoly of the manufacture 
and sale of receiving sets will be in the hands of Marconi's 
and one other firm. I am curious to know what will happen 
to numerous small firms now advertising complete receiving 
sets from £6 upwards. Will they be forced to close down 
through Marconi’s monopoly, or will the small manufacturer 
be able to execute orders for this class of work? 

I should be glad if you could enlighten me in this direc- 
tion, which will also assist other small manufacturers. 

Tuner. 

May 19th, 1929. 


[We are not aware that any such monopoly exists, or can 
exist.—Eps. Exec. Rev.] 


Turbine or Waterwheel ? 


I am interested in a small water turbine of about 8 h.p., 
working under a head of 14 ft. Much trouble has been 
caused by the accumulation of leaves in the turbine during 


the autumn months, and I should be glad to have the ex- 
perience of your readers as to whether & water wheel would 
not be more satisfactory. 

For a given head and quantity of water, I should be 
glad to know how & waterwheel of similar power would com- 
pare as regards efficiency, and further, whether & waterwheel 
can be used satisfactorily to drive a dynamo. 

Any information from readers who are operating 
plants of this nature would be much appreciated by 


W aterwheel. 


small 


The Lead-hydrate Battery. 


Replying to your correspondent Mr. B. W. Gothard, the 
above must be a wonderful battery! 

Assuming that the battery can be charged at 300 times the 
normal rate, what sensible person is going to the expense 
of a plant to give this output? 

There are evidently other '' Canadian Wonders ” besides 
the type of bean known by that name! and, perhaps, the 
battery will last as long as the bean. 

J. N. S. 


Manchester. 


Fans and Fancies. 


So far, the retailers do not appear to be making much of a 
show with regard to fans, an excellent selling line in this 
weather. 

The average table fan consumes no more energy than a 
lamp, and it might very well be shown in & window against 
a 5U-watt lamp with some statement to that effect. 

A fan on a bracket in the doorway with a few ribbons, or 
any simple device of that kind to remind the weary passer-by 
of the comfort to be obtained so cheaply with an electric fan, 
should surely stimulate business. It is possible to devise 
many attractive window fit-ups with the fan; now or never is 
the time. 

J. W. Beauchamp, 
. A Director and Secretary, 
British. Electrical Development Association Inc. 


London, May 23rd, 1922. 


Wireless Position-finding for Aircraft.—Since October of 
last year a wireless '' position-finding ’’ system has been under 
trial to enable air pilots to ascertain their position when flying 
on the cross-Channel airways. We are informed by the Air 
Ministry that this system has, on several occasions, proved to 
be of particular advantage in adverse weather conditions, and 
has been introduced as a regular feature of the civil aviation 
wireless service. It is a further development of wireless direc- 
tion finding. Unfil last October direction finding work was 
carried out only by the civil aviation wireless station at the 
London Air Port of Croydon, and was limited to giving a pilot 
his compass bearing from that station: The direction-finding 
station at Pulham Airship Base, Norfolk, has been successfully 
operated as the second station of the system during the past 
віх months, thus enabling two bearings to be taken simul- 
taneously upon a single aircraft, and its position determined 
by plotting the bearings upon a chart, the point of inter- 
section giving the aircraft's position. Direct intercommunica- 
tion between Croydon and Pulham is effected by radio-tele- 
phony, and the pilot can be informed of his position with a 
high degree of accuracy under normal conditions. The radius 
of action for giving position is approximately 200 miles from 
the control station, which in this case is Croydon. Although 
primarily designed for radio-telephony, the system is equally 
adaptable for radio-telegraphy ; the change over being carried 
into effect by a simple switch in a few seconds. The position 
can normally be given within two minutes. Similar facilities 
can be afforded from Croydon to aircraft engaged on inland 
flights and services. In February last an aeroplane flying over 
the airway between Paris and London was navigated entirely 
by wireless, the pilot seeing the ground only on one occasion 
for a few minutes. 


A Postage Meter.—The Postmaster-General has authorised 
the Pitney-Bowes postage meter for general use, says the 
Westminster Gazette, which dispenses with adhesive stamps. 
Letters of any size are fed into the instrument electrically at 
the rate of 250 per minute, and sealed, stamped, cancelled. 
dated, timed, m stacked ready for packing into bundles, i 
necessary. 

A detachable meter registers impressions up to 300,000 at 
one charging, and then stops automatically. For recharging, 
one takes the meter to the nearest t office, paye for t 
number of stamps required, and it is readjusted for further 
use by an official who holds the only key. А separate meter 1$ 
required for each value of stamps, and this can be change 
instantly. A cheaper handworked machine may be used for 
emaller business. The immediate saving in time and trouble 
is obvious. Over 300 of these machines are in use 1D the 
United States. The Universal Stamping Machine Co. ses 
infinite possibilities in its applicability. 
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` BUSINESS NOTES. 


Engineering at the British Empire Exhibition, 1924.— 
We have already announced that the arrangements connected 
with the Electrical Engineering exhibits at the 1924 Exhibi- 
tion are in the hands of the B.K.A.M.A. and under the direc- 
tion of a special committee, representing all branches of the 
electrical industry. We understand that full particulars will 
be available for electrical manufacturers and other intending 
exhibitors almost immediately. 

We are now informed that the British Engineers’ Association 
has been entrusted with the task of organising the Shipbuild- 
ing, Marine, Mechanical, and General Engineering Section of 
the Exhibition. The work of organising this section and allot- 
ting space therein will be controlled by a special committee 
composed of the President and Council of the Association and 
a number of independent representatives of the engineering 
industry. Within the limits of the space available—about 
35,000 square feet—every effort will be exerted to make the 
engineering exhibits representative · of all that is best in 
modern British practice. Full particulars, plans, and forms 
of application for space will be available for issue at an early 
date. Inquiries should be addressed to Mr. D. A. Bremner, 
Director, The British Engineers’ Association, 32, Victoria 
Street, London, S.W.1. 


Bankruptcy Proceédings.— W. Francis, electrical engineer, 
4, Prospect Place, Cheam, Surrey.—Receiving order made May 
lh on creditor's petition. First meeting May 30th, at 29, 
Russell Square, W.C. Public examunation June 21st, at the 

County Court, Croydon. 

' ALBERT RALPH GIBBONS, 8, The Parade, New Eltham, Kent, 
electrical engineer.—The first meeting of the creditors of the 
above was held on May 22nd, at 29, Russell Square, W.C.1. 
The statement of affairs showed liabilities of £587, and there 
were no assets. Debtor attributed his failure to depression 
in trade, depreciation of stock, losses on contracts and un- 
remunerative wages paid. It appeared that for 8 yeara 
prior to 1914 he cawried on business as an electrician and 
automobile engineer, at Tunbridge Wells. In March, 1919, 
he started business at his present address as an electrical and 
automobile engineer, with £90 capital. The business was 
successful until about March, 1921, when there was a depres- 
sion іу trade, and he was under the necessity of retaining 
a number of skilled workmen for whom he had not full 
remunerative employment. Since September, 1921, the 
creditors had pressed for paymept, and in December, 1921, 
. а creditor obtained judgment for £145. The only books of 
account kept were a creditor's ledger and cash book. The 
. matter was left in the hands of the Official Receiver as 
. trustee of the estate. 

The following are creditore: 


£ 
Brown Bros., Ltd. ... T 4. 77 Siemens Bros. & Co., Ltd. 110 
British Pure Oil Co. ii .. 26 Siemens & Co., Ltd. “4 .. 96 
Smith & Co., B. W. "T .. 12 Siemens & Co., Ltd. Gas .. 24 
Calmont, King & Co. ... .. 14 White, Andrew & Co. ... .. 15 
District Times, Ltd. i .. 30 Wenham Lighting Corporation... 18 
Hutchinson Motor Engineers ... 15 Falk, Stadelmann & Co., Ltd. ... 150 


GEORGE HILL, GEORGE NOBLE, AND EnGak CowrEy, trading 
in co-partnership as Geofge Hill & Co., 22, Chantry Lane, 
Great Grimsby, electrical engineers. The following аге 
creditors herein :— 


£ £ 
Beadle & Co., Ltd. m" .. 14 General Electric Co., Ltd. 2e. 67 
Dawson & Colda .. "€ .. 90 Metropoliton-Vickers, Ltd. .. 19 
Edison Swan Electric Co. .. 34 Siemens Bros. vat "m .. 88 
English Electric & Siemens Sup- Smith. W. H. F Кон .. 11 
pies, Ltd. sss "m Wax. 25 


REGINALD SILVER Macson, trading as R. S. Magson & Co., 
10, Stoney Stanton Road, Coventry, electrical engineer.— 
The receiving order in this matter was made on May lith, 
on debtor's own petition. The statement of affairs shows 
liabilities of £497, while the assets are estimated to realise 
£256, from which preferential claims of £2 14s. 11а. have to 
be deducted, leaving net assets of £283, or a deficiency of 
£213. Debtor attributes his failure to illness of self and 
family. It appears that he commenced business in March, 
1912, at his present address, as an electrical engineer, his 
capital consisting of £90 cash saved. Shortly afterwards he 
horrowed £40 as additional capital, which has since been 
repaid. He became aware of his position about four months 
avo. First meeting. May 3lst, at the Official Receiver’s office, 
The Barracks, Coventrv; public examination, June 12th, at 
the County Hall, Coventry. 

FREDERICK RipGway and THoMas TYNAN, trading as Ridg- 
way & Tynan, 21, Bowling Old Lane. Bradford, electrical 
engineers,—The first meeting of creditors was held recently 
at the Official Receiver’s offices, 12, Duke Street, Bradford. 
The statement of affairs showed gross liabilities of £439, of 
which £432 was expected to rank for dividend, against net 
assets of £79, or a deficiency of £353. The matter was left 
in the hands of the Official Receiver as trustee. 

E. W. MORGAN, company director and electrical engineer, 
Eccles Mill, Monton Lane, Eccles, Lancs.—Receiving order 
made May 17th on creditor's petition. 

G. F. CovPr. electrical engineer, 9. Spring Gardens, Stock- 
port.—Receiving order made May 13th on debtor's own peti- 
tion. First meeting, May 815%, at the Official Receiver’s 


offices, Byrom Street, Manchester; public examination, June 
l3th, at the Court House, Stockport. | 

A. KERSHAW and С. Н. Woop (KEnsuAWw & Woop), electrical 
engineers, 9, Bradford Road, Dewsbury.—Order for discharge 
granted April 5th, subject to consenting to judgment of £200 
and 3Us. costs being entered (payable £25 per quarter). 


E. E. MaTHERS, electrical engineer, 10c, High Street, Don- 
caster.—First and final dividend of 1184. in the £, payable at 
the Official Receiver’s offices, 14, Figtree Lane, Shefiield. 


А. V. Cuayton (CLAYTON Motors), engineer, Park Lane 
Mills, Chorley Lane, Leeds.—First meeting May 30th, at the 
Otticial Receiver’s offices, Leeds. Public examination June 
27th, at the County Court, Leeds. 

CHARLES ARCHIBALD HENDERSON, merchant, 63, Queen 
Victoria Street, E.C.—The first meeting of creditors under this 
failure was held on Monday at the London Bankruptcy Court. 
The debtor, who dealt in insulating materials, returned liabili- 
ties £22,000, against assets valued at £1,954, excluding the 
equity of a freehold house at Sutton. The meeting had stood 
adjourned to enable the debtor to submit a proposal, but the 
estate was now left in the hands of the Official Receiver. 


NaTHAN Prins, dealer in electrical accessories, 74, Forest 
Road, Dalston.—This debtor attended on ‘Tuesday at the 
London Bankrupcty Court, before Mr. Registrar Mellor, for 
public examination upon accounts showing liabilities £144, 
against assets of £6 los. He stated, in reply to Mr. Warren, 
Otticial Receiver, that he was a Dutch subject, and came to 
this country in 1912 when 12 years of age. In 1919, without 
capital, he commenced to deal in electrical accessories on his 
own account, and traded until the receiving order was made 
against him last March on a creditor's petition. Witness 
attributed his failure to bad trade and depreciation in the 
value of his stock in trade. The examination was concluded. 


Company Liquidations.—A. T. KREMERS MANUFACTURING 
Co., LTD.—A petition for the winding-up has been presented 
to the High Court by Bronzefarbenwerke A.G., of Kempten, 
Switzerland, and will be heard in London on May 30th. | 


A. LEONARD & Co., Lrp.—Winding up voluntarily. Liquida- 
tor: Mr. E. Е. Jones, 4, Fenchurch Avenue, E.C. Meeting of 
creditors June 2nd, at the Institute of Chartered Accountants, 
Moorgate Place, E.C. 

Corona Lame Works, Lrp.—A petition for the winding-up 
has been presented to the High Court by the British Thom- 
son-Houston Co., Ltd., electric lamp manufacturers, of Crown 
ao Aldwych, W.C., and will be heard m London on June 
13th. 

Park Bros., Lrp., electrical engineers, Spring Bridge Road, | 
Ealing, London, W.—The creditors were called together on 
May 19th, at the offices of Messrs Corfield & Cripwell, ac- 
countants and auditors, Balfour House, Finsbury Pavement, 
E.C. Mr. W. A. J. Osborne, the liquidator in the voluntary 
liquidation of the company, submitted a statement of affairs 
which showed liabilities of £277, all of which were due to 
the trade. The assets were estimated to realise £119, or a- 
deficiency of £158. Book debts of the face value of £73 
were written off as bad. | 

Mr. Osborne stated that the stock included a quantity of 
old material which would be very difficult to dispose of. The 
business was an old-established one, and was previous.y 
carried on under the style of Park Bros. It was converted 
into a company in December, 1900, with a nominal capital 
of £1,000, of which £334 represented preference shares and 
£660 ordinary shares. The vendors received 603 ordinary 
shares as the purchase price of the business, while 250 pre- 
ference shares had also been issued. For some years the 
business was successful, but during the last three or four 
years there had been losses on the trading. Efforts had been 
made to introduce further capital, but without success. 

The creditors passed a resolution confirming the voluntary 
liquidation of the company, with Mr. Osborne as the 
liquidator. 

S. GLIT & Co., Lrp.—A petition for the winding-up has 
been presented to the County Court of Northumberland, by 
English Electric and Siemens Supplies, Ltd., and will be 
heard at the Court House, Newcastle-on-Tyne, on June 15th. 

NonTH Brirish Drese ENGINE Works, Lrp.—Winding up 
voluntarily. Liquidator: Mr. H. J. Lane, Winchester House, 
E.C. Meeting of creditors at the offices, South Street, White- 
inch, Glasgow, June 6th. Particulars of claims to the 
liquidator by June 27th. 


Dissolutions of Partnership.— WIRELESS EQUIPMENT Co. FOR 
THE MANUFACTURE, SALE AND EXCHANGE OF ELECTRICAL AND 
WIRELESS INSTRUMENTS AND MATERIAL, 22, Park Road, Collier’s 
Wood. Merton, S.W.—Messrs. H. S. Walker, J. A. Partridge. 
and F. A. Mayer have dissolved partnership. Debts will be 
attended to by Messrs. Walker & Partridge. 

Catia Bros. & JONES, electrical engineers, 61, Renshaw 
Street, Liverpool.—Messrs. F. S. Green, J. D. Caig, and A. 
Caig have dissolved partnership. Debts will be attended 
to by Messrs. Caig, who will continue the business. 
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Deed of Assignment.—J. ЇЧ. BARDSLEY, plumber and electri- 
cian, 179, Katherine Street, Ashton-under-Lyne.—Particulars 
of claims by May 815% to the trustee, Mr. A. T. Eaves, 15, 
Fountain Street, Manchester. 


Trade Announcements.—Mk. FRANCIS Cooper, electrical 
engineer, Wollaston, has opened a branch shop at High Street, 
Wellingborough. He desires to receive catalogues. 


Messrs. PLANT & Surres, Ltp., of 12 and 13, Henrietta 
Street, London, W.C.2, have purchased the business of Mr. 
Ashley Pope, Toddington, near Dunstable, and he -has been 
appointed managing director. The company are the sole 
agents and distributors for London, the Home Counties, and 
Southern England for the ** Sceando ” lamps. 

The London office of the HorrMANN MANUFACTURING Co., 
Ілр., has been removed froin 59, New Oxford Street to 8, 
Bedford Square, W.C.1. Telephone number and telegraphic 
address unaltered, viz.: '' 529, Museum ” and " Hoffmannly, 
Westcent." All branch offices are, we are informed, staffed 
by experienced engineers, and stocks of the company’s bearings 
are carried. 

Messrs. WARD & GOLDSTONE, LTD., announce that in order 
io cope with their increasing South of England business, they 
have opened extensive premises at 8a and 9, Great Chapel 
Street, Oxford Street, W.1 (three minutes from Tottenham 
Court Road Tube station), where they are carrying varied 
stocks for wholesale customers. Mr. J. S. Child (ex-joint sales 
manager to the Edison Swan Electric Co., Ltd.) has under- 
taken the company’s representation for London and district, 
and all orders for this area will in future be dealt with from 
the above London depót. 

Mr. R. J. WILMOT, secretary to the A. & A. Electrical Co., 
Ltd., has resigned from that firin in order to take up his 
appointment as secretary to the L.F.A., Ltd. 

Mk. Eric Tort having retired from the firm of Radford and 
Toft, electrical engineers, of 8, Station Buildings, Altrincham, 
Cheshire, the business will be continued by Mr. Luke Rad- 
{ога under the style of L. Radford & Co. 

Mn. E. F. Turner, for many years works manager for Brind, 
Gillingham & Co., has commenced business as an electrical 
engineer at 20, Banbury Road, Oxford. 

Mr. F. KENT, who was formerly with Messrs. Crompton 
and Co., Ltd., has been appointed manager of a branch busi- 
ness at Priory Road, High Wycombe, established by Walters, 
Dobson & Co., electrical and general engineers, of Sheffield. 


The London office of Messrs. W. H. ALLEN, Soxs & Co., 
LrD., has this week been moved to 5, Victoria Street, west- 
minster, London, S.W.1.  — 

Messrs. CALLENDER's CABLE & CONSTRUCTION Co., LTD., are 
this week removing their central office for Scotland from 
Stiring to 33, Melville Street, Edinburgh. 

‘Messrs. MawpsLEYs, Lrp., of Dursley, have appointed 
Messrs. E. A. Ingold, Ltd., of 199, Otley Road, Shipley, to 
represent them in Yorkshire. 

Mn. Duncan WHITE, late with Messrs. Brooks & White, has 
joined the Hotpoint Electric Appliance Co., Ltd., 21, Berners 
Street, London, W.1. 

Messrs. G. S. PEckHAM & Co., of 4 & 5, New Compton 
Street, Charing Cross Road, London, W.C.2, have been ap- 
pointed London and South of England sole agents for the 
Patent Flexible Belting Co., Eldwick, Bingley, Yorks., for 
the sale of its new flexible leather belting. 


Catalogues and Lists.—Messrs, JOHNSON & PHILLIPS, LID., 
Charlton, S.E.7.—An illustrated pamphlet describing trans- 
former-oil testing equipments. ‘' Transformer Abstracts ”’ 
No. 9. This deals with the current distribution with inter- 
connected-star static balancers and is fully illustrated with 
diagrams. 

THE Rees Roturso MaNuracrUnING Co., Lro., Wolverhamp- 
ton.—Catalogue R. 197, giving particulars and numerous illus- 
irations of rotary jet condensers and vacuum pumps. 

ALLIED NATIONAL CORPORATION, Lrp., 72-74, Queen Victoria 
Street, S. W.1.—An illustrated and priced catalogue of trans- 
formers manufactured by Le Transformateur (S.A.), Paris, 
for which the Corporation is agent. Also several price lists of 
oil switches, line insulators, and other apparatus made by the 
French firm, La Métallurgique Electrique. | 

THE Epison Swan ErrcrRIC Co., Lrp., Ponders End, Middle- 
sex.—Eight illustrated and priced leaflets dealing with insula- 
tion and combination testing sets, moving iron and moving 
coil instruments, galvanometers, &c. 

Messrs. JOHN PHILLIPS & Co., 166, Walworth Road, S.E.17 
—An illustrated pamphlet describing a commutator-mica 
notching machine. 

Messrs. GEORGE Nonas, Lrp., 89, Cleveland Street, Fitzroy 
Square, W.1.—Leaflet Y204, an illustrated description of 
'" Genii Push System " electric water heaters. 


THE GENERAL ELEcTRIC Co., TaD.. Magnet House, Kings 
way, W.C.2.—Catalogue Section X (5), an illustrated price list 
of electric motor starters of many types, d.c. and a.c., with 
particulars of pedestal mounting; also a description and 
ин of the electric lighting of the ‘‘ Norwich Picture 

ouse. 


SUPERLAMP, .LaTp., 197, Old Street, E.C.2.—A leaflet adver- 
tising the ‘‘ Lesradio No. 1” wireless telephony receiving set. 


CALLENDER'S CABLE AND CONSTRUCTION Co., LTDb., Hamilton 
House, Victoria Embankment, E.C.4.—An illustrated booklet 
describing the “ Kaleeco’’ wiring system. 

MEssRS. SIEMENS Bros. & Co., Lrp., Caxton House, West. 
minster, S.W.1.—An illustrated and priced pamphlet dealing 
with primary cells and batteries for use on the h.p. circuit 
of wireless apparatus employing thermionic valves. 

A booklet entitled, ‘Тһе Reflections of a Commercial 
Studio," has been received from MESSRS. GREENLYS, LAD., 37- 
38, Strand. , It is printed in colour, and gives specimen de. 
signs for letter-headings, folders, booklets, catalogues, &how- 
cards, and Press advertisements. A lengthy list of firms for 
Whom Greenlys have executed work of this description is 
given at the end. 


THE ZENITH MANUFACTURING Co., Villiers Road, Willesden 
Green, N.W.2.—Leatlet ZM 55, giving prices and particulars 
of © Zenite " vitreous enamelled resistance units. 

WrzLco Patents, 50, Alina Street, Birmingham.—An illus- 
trated folder, giving details and prices of electric fires, 
kettles, toasters, and other small domestic appliances. 

THE BENJAMIN ELECTRHiC, Lro., Brantwood Works, Tarif 
Road, Tottenham, N.17.—A series of illustrated leaflets adver- 
tismg '' Benjamin " automobile accessories—lights, horne, &c. 


Staff Dinner.—On Friday last the London office staff of 
C.E.C., Ltd., held a dinner at the Mecca Café, Ludgate Hill, 
E.C., to welcome home Mr. and Mrs, Ellis on their return 
from a 13 months' tour of the world. Mr. Ellis (manaying 
director), replying to his toast, explained that the whole l3 
months of the trip had been devoted to seeking first-hand 
knowledge of trade conditions of the export market. He 
narrated illustrative anecdotes or incidents typical of Spain, 
South America, United States, Canada, Honolulu, New Zea 
land, Australia, Ceylon and India. After reviewing the indus- 
trial troubles in most of these countries, Mr. Ellis compared 
them with those of the home country, and said that unques 
tionably if he had to start life again he could choose nothin; 
better than England. Of the Colonies he placed Australia at 
the top of the list for the settler, and Canada was noted as 
the most enterprising. The proceedings included a musical 
programme. 


The Cost of Producing and Distributing Catalogues, &c.— 
High postal rates and priuting costs have told against the 
production and distribution of a great deal of trade-getting 
literature, catalogues, price lists, trade journals, &c. Were 
these matters both settled satisfactorily so that reasonable 
charges and a stabilised printing trade were in existence, 
manufacturers and traders might be induced to proceed mote 
enterprisingly with their business-seeking propaganda. Some 
reduction in the halfpenny postal rates comes into force on 
May 29th, and it is to be hoped that as the result of the 
movement in the printing trades those concerned will le 
able to come to an agreement which will be reasonable 
and acceptable to all parties. We are convinced that were 
such the case, in a short space of time, there would be such 
an increase of work as would absorb à good deal of the at pre- 
sent unemployed labour. Whatever may happen in the print 
ing trades, however, it is as well not to overlook the immedi- 
ate advantage that postal reduction alone should bring, and in 
this connection we may quote from a letter issued by the 
Association of Master Printers (London Central Districts. 
where it is pointed out that the new half-penny postal 
rate will carry any of the following :— 


8-page catalogue (size 14 by 93 in.) 
16-page catalogue (size 102 by 83 in.) 
16-page catalogue (size 94 by 7 in.) 
24-раре catalogue (size 8 by 5% in.) 
32-page catalogue (size 84 by 44 in.) 
36-page catalogue (size 74 by 44 in.) 


These catalogues can be enclosed in envelopes or wrappers. 
The halfpenny rate enables industrial firms to send out mil- 
lions of prospectuses, balance sheets, circulars, price lists, 1n- 
voices, statements, order forms, market reports, acknowledg- 
ment forms (imitation typewritten cireulars if handed to the 
Post Office in lots of not less than 90 copies). It also allows 
of a mailing card—that is, a printed matter сага. minimum 
size 34 by 53 in. up to a maximum size of 12 by 24 in. 


New French Company.—There has been formed at Paris 
(Rue de Vivienne, 8) & company under the style of Societe 
Nouvelle d'Eclairage, Chauffage et Force Motrice de St. Ger. 
main-en-Lave et extensions. The objects are the working of 
publie services for supplying electric lighting, heating, and 
power. Capital 9,600,000 fr. in 100-fr. shares, 15,000 of 
the 26.000 shares being paid as set-off for the assets of the 
Société St. Germainoise d'Eclairage et de Chauffage, which 
have been taken over. EE 


G.E.C. Fan Propaganda.—The GENFRAL ELECTRIC Co. 
I/rp., in order to increase the sales of its '' Freezor ” fans, һа 
arranged to give dealers free advertisement in the Daily Mail. 
Full particulars are contained in a brochure issued by the com- 


pany. 
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Protecting the Buyer.—In order to protect buyers of elec- 
trical material against the supply of goods purporting to be 
made by well-known electrical firms when such is not the case, 
SIMPLEX CONDUITS, LTD., 1s arranging an advertisement in 
which the distinctive marks of leading electrical manufac- 
turers are set forth. 


Cardiff Engineering Exhibition.—The South Wales ln- 
stitute of Engineers will be holding an engineering exhibi- 
tion at the Drill Hall, Cardiff, from November 2Wth to 25th 
inclusive. The mornings will be occupied by conferences 
held at the Institute, in Park Place, and papers for discus- 
sion are invited. There will be six sections to the exhibition : 
(1) scientific instruments; (2) steam section; (3) electrical 
section (switchgear, cables, controllers, overhead lines, elec- 
trical tools, and other appliances, small motors, electric 


: cranes, and telephone and wireless apparatus); (4) mechanical 


section; (5) workshop appliances; (6)) mining and general in- 
dustrial section. Manufacturers who are desirous of taking 


` part in the exhibition are requested to write to the secretary 


` of the Institute, Park Place, 


Cardiff, for particulars and 


application forms. 


approved by the Australian Customs 


the tariff decisions 


Australian Tariff Decisions.—Amon 
epartment are the 


-. following :— 


Electric machines and appliances for the production and 


. distribution of electricity from brown coal, including light- 
ning arresters, frequency absorbers and parts thereof, switch- 


gear, transformers, and other appliances used in connection 
with these machines. These may be admitted under item 


-174-free under the British preference tariff, 5 per cent. 


_ registere | 
1,587,000, being 29,682 fewer than a week previously. 
was also a reduction of 27,281 in the number of workers on 


under the intermediate, and 10 per cent. under the general 
tariff.—Reuter's Trade Service. 


Voet ployment — On May 8th the number of persons 
in Great Britain as totally unemployed was 
There 


- short time and drawing part benefits. The first total was 
further reduced by Мау 14th to 1,553,500, while short-time 
workers numbered 130,000. | 


y All-Electric Canteen at Glasgow.—Members of the Cor- 
poration Electricity Committee participated in а pleasant 
function on Friday, when a tournament was held on the 
bowling green at Dalmarnock, recently opened for the season. 
At the conclusion of the games the party sat down to dinner, 
when the capabilities of the '"' all-electric ’’ cooking plant in- 
stalled at the canteen used by the employés were tested. Mr. 
К. В, Mitchell, engineer and manager of the Electricity De- 
partment, expressed gratitude for the gift of the canteen, 
and said he was sure the employés would give of their best in 
return for what had been done for them. ‘The canteen 16 a 
commodious building, and the kitchen equipment represents 
the most up-to-date developments in electric cooking appli- 
anos. There are a treble-oven suite, intended principally for 
toasting and baking; a large boiling table; a fish-cooking ser- 
vice; three hot-plate cupboards; hot water and soup urns; 
1 tea and coffee infuser; and other appliances for various 
"ulmary operations. 


Elite Commercial Electrical Vehicles.—À new concern 
inown as Elite Electric Vehicles, Ltd., has recently com- 
menced the construction of electrical commercial motor 
rehicles at Tudor Lane, Cardiff. Lorries and vans of a carry- 
ng capacity of from 10 cwt. upwards are being turned out, 
МЇШе special attention is also being devoted to the con- 
truction of refuse-collection and street-watering machines. 


Battery Manufacture in Sweden.—The Swedish Jungner 
ieumulator Co. reports a loss of 475,000 kronen tor 1921, 
which is covered by appropriations from the reserve and con- 
Jngeney funds. This result compares with net profits of 
532,000 kr. in 1920, and a dividend at the rate of 8 per cent. 
m the ordinary shares. | 


Applications for British Trade Marks.—.Appended is a 
ummary of the recent applications for British trade marks in 
expect of goods and productions associated with the electrical 
rades and industries. Firms desiring to enter an objection 
о any of the applications have one month in which to do 
o from the dates given below. In the case of foreign firms, 
he name of the representatives in this country to whom 
осе of objection should be sent is also given. 

Watt (lettering and design). No. 422,218. Class 6. Dyna- 
nos, electric. motors, blowers, &c. No. 422,058. Electrical 
ids in class 13. The “ Watt” Electrical Co., Ltd., 17-18, 
cailway Approach, London Bridge, S.E. May 17th, 1999. 
Condor. No. 418,842. Class 13. Electric lamps (ordinary). 
Mamlooze Vennootschap Popes Metaaldraad Lampenfabriek, 
Neltenstraat, Venloo, Holland. Мау 17th, 1922. (H. D. 
"Izpatrick & Co., 94, Hope Street, Glasgow.) 

Elwell-Parker, Loading, Electric Industrial Trucks, Four- 
vheei Steer (lettering and design). No. 421,683. Class 2. 
lectrice trucks. The Elwell-Parker Electric Co., 4223, St. 
air Avenue, Cleveland, O., U.S.A. May 17th, 1999. (Gilles- 
ле Partners, Ltd., 80, Gracechurch Street, London, E.C.) 


_German Electrical Enterprise in Austria.—According to a 
dispatch from the Times’ correspondent in Vienna, the 
Cabinet recently accepted the offer of the Allgemeine Elec- 
trizitats Gesellschaft of Berlin to take over the Wollersdorf 
Munition Works. These works were enlarged during the war 
and used to employ over 30,000 hands. An attempt has been 
made to have them used for other purposes. Up to date they 
have been Ен a month, and something will cer- 
tainly have to spent on them for several years more 
before they can be made to pay. Under the agreement with 
the A.E.G. 60 per cent. of the capital in the company 15 to 
be Austrian, the Government itself becoming a prominent. 
shareholder. It is proposed to convert the works for the 
manufacture of electric plant, boilers, and sewing machines. 


South African Railway Electrification.—The Morning Post 
correspondent at Cape Town reports a speech delivered by 
General Smuts, in the Assembly, dealing with the country's 
industrial policy. He foreshadowed a new policy’ of bounties 
for Union iron and steel, extending to a period of ten years, 
and also a preference for South African copper in connection 
with the new electrification schemes. ‚ 


For Sale.—Messrs. Paton & Baldwins, Ltd., of Rutland 
Mills, Wakefield, invite offers for one 400-kW turbo-alternator 


get. 

Oldham Corporation Electricity Department has for disposal 
one Babcock & Wilcox land-tvpe boiler, with chain grate 
stoker, economiser and induced draught plant, and one 1,200- 
kW mixed pressure Brush d.c. turbo-tandem generator with 
condensing plant. (See our advertisement pages to-day.) 


Electrical Wages in Scotland.—\We are officially informed 
that it has now been agreed between the Electrical Con-- 
tractors’ Association of Scotland and the Electrical Trades 
Union, in view of the reductions in wages which have taken 
place since the beginning of the year, that the present rate 
of pay should be stabilised until December 31st. next, when 
it will be open to either party to review the situation. A 
correspondent states that the Association offered а stabilised 
minimum of 1s. 74d. an hour for 1922, subject to no stoppage 
of work and the optional payment of a lower rate on ship- 
building work. 

The Perth members of the Electrical . Power Engineers’ 
Association have applied to the Corporation for increased 
holidays, but the Electricity Committee have agreed to con- 
tinue the present holidays pending the decision of the Scottish 
Council of the Industry. 

The Aberdeen local branch of the Electrical Trades Union: 
have asked the Corporation Electricity Committee to stabilise 
the present rates of pay to employés in the electricity works 
and lighting department as from the 1st inst. to May lst next 
year. They point out there has been a reduction of 17s. 


already from July last year. 


New Metropolitan- Vickers Showroom.—THE METRO- 
POLITAN-VICKERS ELECTRCIAL Co., I.tp., added another show- 
room to its organisation on May 24th, when premises were 
opened at 127, George Street, Edinburgh. Everything in the 
way of lighting and small power appliances is on view, and 
special attention is being given to electric cooking and heating. 


Copper and Lead Prices.—Messrs. F. Smith & Co. report 
May 94th :—Copper (electrolytic) bars, £70 10s., 45s. increase; 
do. do. sheets, no change; do. do. wire rods, £80 10s., 45s. in- 
crease; do. do. h.c. wire, 108d., 5/16d. increase. | 

Messrs. James & Shakespeare report May 24th :—Copper 
bars (best selected), sheet and rod, no change; English pig 
lead, £26 5s., 205. increase. . | 

Book Notices.—‘ The Directly-Useful (D.U.) Technical 
Series." London: Chapman & Hall, Ltd.—Two of the 
works in this aptly-named series have been re-issued. Part 1 
of ''Mathematies for Engineers,” by W. Ne Rose, 
B.Se.(Eng.) (514 pp., price 10s. 64. net) has reached its 
third edition, with a section on determinants added. А 
fourth edition appears of * Electrical Engineering Testing," 
by G. D. Aspinall Parr, M.Sc., ќе. (691 pp., price 165. net). 
The new edition has been considerably revised and enlarged, 
there being 132 additional pages, of which 116 relate to new 
a.c. and d.c. tests. A new volume has been added to the 
series—the first part of Messrs. Batson and Hyde's treatise 
on " Mechanical Testing " (418 pp., price 21s. net). This 
first volume deals with the testing of constructional materials. 
The scope of the work is so wide that it would be impossible 
to give it adequate treatment in the space available. — The 
materials dealt with include steel, cast-iron, timber, stone, 
brick, concrete, limes and cements. Particulars of hardness 
and abrasion tests are given, and notes are made ород the 
effects of temperature, time, and shape. Measuring instru- 
ments and other apparatus receive careful consideration. 
The construction and employment of electric furnaces made 
at the N.P.L. are described, together with notes on  pyro- 
metric methods. | 

'" Annual Report of the Smithsonian Institution, 1919.” 
(557 pp., 184 plates). Washington (U.S.A.): Government 
Printing Office.—A number of interesting papers are included 
in this report, as well as financial particulars. An excellent 
review of the existing state of wireless telephony as applied 
to various purposes is included. A paper on ‘‘ Radium and 
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the Electron,” by Sir Ernest Rutherford, is reprinted from 
Nature, and a short description of the work of Sir William 
Ramsay, by Mr. Charles Moureu, appears. 

Scientific Papers of the U.S. Bureau of Standards, No. 
430, ‘‘ High-Frequency Resistance of Inductance Coils"; and 
No. 431, ‘‘ The Field Radiated from Two Horizontal Coils.” 
Washington: Government Printing Office. Price à cents 
each.—In both papers the subjects are treated mathe- 
matically. In the first publication a formula is derived for 
the value of the current at any point in an inductance coil 
when the e.m.f. induced in any part of the coil is known. 
The latter papec deals with the characteristics of special 


transmitting coil antenne designed to facilitate the landing | 


of aeroplanes. TE 

“ Questions and Solutions in Magnetism and Electricity, 
by William J. White. 9nd edition (108 p.p.). London: Б. 
Rentell & Co., Ltd. Price 2s. 6d. net.—The object of this 
work, as stated in the preface, is to aid students desirous of 
obtaining the certificate in magnetism and electricity 
awarded by the City and Guilds of London Institute. The 
questions set during the 1914-1918 period have been in- 
cluded in the second edition. 

“ Patents and Chemical Research," by Harold E. Potts, 
M.Sc. (198 pp.) Liverpool: The University Press. Price 
8s. 6d. net.—This volume, although its title would appear to 
restrict its application, is mainly a treatise upon Patent Law, 
patent procedure, the preparation of specifications, &c., 
although the majority of the actual and hypothetical cases 
employed are of a chemical nature. The chapter on ''Maxi- 
mum Protection for an Invention’’ applies particularly to 
chemical inventions, and will be of considerable value to 
chemists in their search for information as to the '' patenta- 
bility ” of processes and improvements. The final chapter 
deals with the state of the law in other countries; the United 
States of America receives considerable attention. At the 
end of the book is an index to the subject matter, and 
another of the actual cases cited in the work. 

The Marconi International Directory, Buyers’ and Ezr- 
porters’ Guide. | London: Marconi International Code Co., 
Ltd. Price 25s.—This is the first annual edition of a large 
international business book of between 1,100 and 1,200 pages, 
which is so arranged as to enable the user to make quick 
reference to any item. The alphabetical section gives the full 
titles, description of business, full postal and cable addresses 
of the leading business houses of the world, and it is arranged 
in one complete series instead of providing separate lists for 
each country or State. Similarly, the Buyers’ and Exporters’ 
Guide shows under each trade heading the principal firms in 
each country engaged in that particular trade, and at one 
opening firms in any part of the world may be selected. 
There are indexes to the Buyers’ and Exporters’ Guide which 
have been translated into five different languages, thus 
enabling subscribers of almost any nationality to use the esec- 
tion. Another section is the cable address register, which 
enables one to identify the sender of a cablegram when an 
unfamiliar signature has been used. The volume should be 
very useful to those whose business calls for the dispatch and 
receipt of cables, or who buy or sell in foreign and Colonial 
markets. 

'" Boiler Plant Testing," by D. Brownlie. Pp. 12+168, 20 
figs. Price 10s. 6d. net; ' Principles of Electrical Engineer- 
ing," by W. H. Timbie and V. Bush. Pp. vin+518. Price 
90s. net. London: Chapman & Hall. 

'" Metropolitan-Vickers Gazette," Vol. IV, No. 109. April, 
1922. Manchester: Metropolitan-Vickers Electrical Co., Ltd. 
Price 1s. 

'" Elementary Determinants for Electrical Engineers," by 
Н. P. Few. Pp. 98; figs. 32. London: б. Rentell & Co., 
Ltd. 4s. net. 


Dutch Wire and Cable Works.—The report of the direc- 
tors of the N. V. Hollandsche Draad en Kabelfabriek of Am- 
sterdam states that the year 1991 was one of falling sale prices 
under the influence of German competition. This decline, 
which was only partly equalised by the decrease in the cost 
of raw materiale, was principally dominated by the sudden 
great fall in the mark, so that sale prices sometimes were 
below the purchase prices of raw materials. As. however, Ger- 
many also had to import raw materials which the company 
likewise needed for manufactures, such price proportions were 
only provisional, and again disappeared as soon as some sta- 
bility in the exchange took place. It was not necessary for 
the company to follow such extremes, although orders had 
to be accepted at prices which only covered the direct expenses. 
According to quantity, the turnover in 1921 was 20 per cent. 
larger than in the previous year, but the profit balance was 
about one-third of that in 1920. In fact, the net profits 
amounted to 173,000 florins, as against 479,000 florins. exclu- 
sive of the balance forward, the former amount being devoted 
to depreciation and reserve funds. In 1920 a dividend at the 
rate of 8 per cent. was paid. 


Ideal Home Exhibition, 1923.—We are informed that the 
Ideal Home Exhibition (Daily Mail) will be held again in 
March, 1923, instead of waiting until 1924. Electrical manu- 
facturers should see to it that their applications for space are 
lodged at an early date. The Organising Secretary's address 
is 130. Fleet Street, E.C.4. 


LIGHTING AND POWER NOTES. 


Aberdeen.—ExTENSIONS.—The electricity works are to be 
extended at an estimated cost of £11,000. 


Accrington.— EXTENSION OF AREA OF SuPPLy.—The Corpora 
tion is applying to the Electricity Commissioners for 
authority to extend the area of supply of electricity so as to 
include the urban district of Oswaldtwistle. 


Australia.—SyDNEY.—The City Council is to spend over 
£500,000 on additions to the electricity undertaking to meet 
demands for electricity up to the end of 1925. After that 
date it is proposed to erect a new power station at an initial 
outlay of £1,000,000.—Reuter’s Trade Service. 


Barrow.— YEAR'S WorKING.—The annual report of the elec- 
trical engineer for the past year shows a total revenue of 
£77,122. Working expenses amourited to £51,010, as con: 
pared with £68,663, leaving a gross profit of £26,112. After 
providing for sinking fund and interest charges there was a 
net profit of £374. In the previous year there was a deticit 
of £2,500 

Ceylon.—Kanby.—The Municipality has arranged to pur- 
chase the electricity undertaking of the Colombo Gas and 
Water Works Co., at a cost of Rs.150,000. 


Continental.—FRaNcE.—The Société des Forces Motrices de 
la Loue has made application for a concession to set up a 
distribution network to serve 76 communes in the Département 
des Doubs and 44 communes in the Département du Jura. 

The Compagnie Centrale d'Eclairage et de Chauffage par le 
Gaz (92, Rue de Londres, Paris) has applied for a concession 
to distribute electrical energy for public services in the 
Départements of Cotes-du-Nord and Ile-et-Vilaine, embrac- 
ing 49 communes. 

GERMANY.—Recent official statistics show that the output of 
public electricity supply stations in Germany rose from 
2.200 million kWh in 1911 to 7,200 million kWh in 1920. The 
aggregate maximum demand was from 1} to 2 million kW 
in 1920. In that year there were eleven undertakings which 
supplied more than 100 million kWh, principal among which 
was the Rheinische Westfalisches Elektricitatswerke, which 
had an output of 626 millions, from a plant of 330,00-kW 
capacity. The difficulty of coal supply has had the effect of 
luniting further developments in generation by steam plant, 
and more and more attention is being paid to hydro-electne 
sources, such as the Middle and Lower Isar, the Walchensee. 
the Rhine-Main-Danube waterway and others to which we 
have made reference in previous issues. Schemes in hand aim 
at the development of some 200,000 kW-—representing an 
annual output of 1,000 million kWh—and the harnessing of 
many other large water-powers 1s contemplated. 


Crewe.—Price Repucrion.—The charges for electricity are 
to be reduced by 12} per cent. 


Ealing.—Price REDpucTIoN.—The Borough Council is reduc- 
ing the charges for electricity from 94d. to 9d. per unit for 
lighting and by 4d. per unit for power supply. 


Grays.—Evectricity SuPPLY.—At a recent meeting of the 
Urban Council the Electricity Committee reported that the 
Electricity Commissioners had declined to grant the loan of 
£5,500 for extensions to the electricity works, and suggested 
that the Council should wait until it could obtain electricity 
from the Barking station of the County of London Supply 
Co. The committee recommended that the urgency of the 


local situation be explained to the Commissioners, with a 


view to obtaining a reversal of this decision. The recommen- 
dation was adopted. 

Haslingden.—YkEaAn's WorKING.—There was a profit of £513 
on the working of the electricity undertaking for the past 
year. 

Huddersfield.— Year's WonxiNG.—The annual report on 
the electricity undertaking for the past year shows a gros 
profit of £40,026. Loan charges, interest, &c., absorbed 
£39,613, leaving a net profit of £413. 


Inverurie.—Etectriciry срргү.— Мг. J. C. Sawyers, con- 
sulting engineer to the Town Council, has submited a report 
on the proposed scheme of electricity supply to the town, in 
which he recommends that the Council approach the Scotland 
Railway Co. to ascertain the terms on which it would be 
prepared to lay mains, &c., or if the Council decides f^ 
install the mains, the terms on which the company wou 
be prepared to give a supply of electricity. 


Lyme Regis.—ErrcrRiciTY SuPPLY.—The Electricity Com 
missioners are to hold an inquiry at the Town Hall on Мз? 
30th into the proposed scheme of electricity supply. 


New Zealand.—DvuNepin.—The City Council has decided to 
purchase a new 3,000-kW generator, which will be instal 
at Waipori. An agreement has been concluded with the 
Minister of Public Works under which the whole of its elec 
tricity will be purchased from the Government wher. the 
power from Arapuni is available, and the Council has 
guaranteed to pay £105,000 per annum for 15,000 kW. The 
Government has undertaken to commence work at Arapuni 
forthwith and to deliver electricity in bulk to the Power 
Board by April 1st, 1928.—Reuter's Trade Service (Welling- 
ton). 
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Polmont (Stirlingshire).—Evecrricrry SuPPLY.—There is a 
proposal before the County Council for lighting the district 
with electricity. The Scottish Midlands Electricity Supply, 
Ltd., has been asked to furnish estimates. 


Portsmouth.—PnicE Repuction.—The Town Council has de- 
cided to reduce the charge for electricity to ordinary consumers 
by 4d. per unit. 


Preston.—NEw Power Sration.—The Electricity Commit- 
tee is making application to the Electricity Commissioners for 
consent to the establishment of a generating station, and 
to the borrowing of £416,450 for the purpose. The Town 
Clerk of Preston has been authorised to take the necessary 
steps, in conjunction with the Blackburn authority, for the 
presentation of a scheme for the Mid-Lancashire electricity 
district to the Commissioners at a local inquiry. The Com- 
missioners have given formal consent to the Corporation’s 
erecting а generating station at Penwottham, having an 
initial capacity of 20,000 kW. ‘ 

Rickmansworth and Chorleywood.—ProposeD INCREASED 
CHARGES.—The Colne Valley Electric Supply Co., Ltd., has 
applied for power to increase the charge for electricity to 10d. 
per unit, with minimum payments of 12s. 6d. for the winter 
quarters and 8s. 4d. for the summer quarters. 


Shoreham.—OnbER AppROVED.—The Special Order made by 
the Electricity Commissioners in respect of the Urban Dis- 
trict Council has been passed by the House of Lords. 


Shrewsbury.—Loan Sancrionep.—The Electricity Commis- 
sioners have sanctioned the borrowing of £13,500 for exten- 
sions to the electricity works, and will be prepared to give 
sanction to a further amount when the cost of carrying out 
the extensions has been ascertained. 


St. Mellons.—OnpER APPROVED.—The House of Lords has 


approved the Special Order made by the Electricity Commis- 
sloners in ‘respect of various parishes in the rural district. 


. Stirling.—ReEpucED CHanaES.—The Corporation has reduced 
the charges for electricity from 8d. to 7d. per unit for lighting, 
and has taken 324 per cent. off the war increase for power. 


TRAMWAY AND RAILWAY NOTES. 


Blackburn.—Yraigm's WoRKING.—The annual report of the 
general manager of the tramway department (Mr. J. H. 
Cowell) for the year ending March 25th last shows a total 
income of £125,765, as compared with £137,759 in the pre- 
vious year. Working expenses amounted to £107,400 
(£119,841), leaving a gross profit of £18,305 (£17,918). Capi- 
tal charges, interest, &c., absorbed £16,659, leaving a net 
ef of £1,646. There was a profit of £751 in the year 


Bradford.—RaiLLess VEHICLES.—The text was recently 
issued of the Bill to confirm Provisional Orders of the Ministry 
of Transport for the alteration of Bradford local Acts authori- 
sing the Corporation to run railless trolley cars on a num- 
ber of the routes at present served by tramways and on other 
routes. The Bill authorises borrowings for various other Cor- 
poration undertakings, and £10,000 for the purpose of a repair 
depot, for the establishment and equipment of the trolley 
vehicles, and for tramway purposes, and such sums as the 
Minister of Transport mav from time to time sanction. The 
Minister of Transport is given power to hold an inquiry with 
reference to the purposes of the Order. 

Burton-on-Trent.—YEAR’Ss WoORKING.—The annual report of 
the Tramways Committee for the past year shows a loss on 
the year’s working of £549, against a loss of £3,003 in the 
previous year. The number of passengers carried was over 
E T ae and the cost per car mile dropped from 22.19d. to 
21.49d. 


Chile.—RAILWAY ELECTRIFICATION.— The electrification of the 
Chilean State Railways 1s being carried out on a 3,000-V d.c. 
overhead system, on American principles. It is proposed to 
erect a 30,000-kW hydro-electric station for this and other 
pue. at Maitines. The power (50 cycle, three-phase) will 

transmitted at 110,000 V to Santiago, a distance of 377 
miles. There will be five sub-stations, each containing, in 
the first place, two 2,000-kW motor-generator eets. The loco- 
motives will include six express passenger. 11 local passenger, 
15 goods, and the shunting locomotives. These, and the rest 
of the electrical equipment, are being supplied by the Westing- 
house Electric International 


Continental.—ITALy.—The conetruction of two new railway 
lines in the province of Reggio Emilia will shortly be begun. 
The lines run from Reggio to Brescello and Novellare to 
Mirandola. For the former & guarantee of 600,000 lire in State 
securities has already been deposited, while a loan for the con- 
struction works has been arranged. 

Dutch East Indies.—Rai,way ErECTRIFICATION.— After close 
study of conditions extending over several years, the Dutch 
East India authorities have decided to electrify the whole 
railway system. Direct current at 1,500 volta is to be used, 
but later the Batavia-Sourabaya section may be raised to 
3,000 volte, eingle-phase, if conditions warrant. 


Two power stations, giving about 40,000 horee-power, are 
being erected, one to the south-west of Sukabumi on the 
Tjitjatih, about 63 miles from Batavia, and the other on the 
Tji Anten, about 44 miles from Batavia. It is estimated that 
of this 40,000 horse-power, 30,000 will be required for the line 
and that 10,000 will be available for light and power in other 
directions. It is expected that the first part of the line, 
between Meester Cornelis and Tandjong Priok, will be in 
operation early next year. Tandjong Priok is sharing to a 
large extent in the awakening of activity observable in the 
Far East, and the electrification of its rail service should 
assist its development and add to its importance. A project 
is under consideration to erect a tin-smelting works at this 
port, and British experte have been consulted. 


Haslingden.—Yr4AR'Ss WonkiNG.—There was a loss of £320 
on the tramway undertaking for the past year. 

Iceland.—RaiL,wWay ELFCTRIFICATION.—It is reported that 
Norwegian engineers are now engaged on the construction of 
the first electric railway in Iceland, namely, between 
Reykjavik and Rangjavellir, a distance of 62 miles. The 
source of power is a waterfall on the Sog, where a generating 
station is being erected. | 

Leeds.— Express Cars.—The new express tramway track 
between Harehills Lane and Oakwood, Roundhay. was in- 
spected on Friday last week by a representative of the 
Ministry of Transport, who expressed satisfaction with the 
work, and sanctioned the opening of the line, subject to cer- 
tain minor precautions. After the inspection, Mr. J. B. 
Hamilton, tramway and commercial manager $o the Cor- 
poration, announced that the connecting of the new and 
existing lines would be effected that night, and the first car 
would run on Sunday morning. 


Manchester.—THREATENED STRIKE.—AÀ strike is threatened 
by the tramway track repairers over a cut in wages, the out- 
come of an arbitration award. The award reduces the wages 
of the day workers by 14d. per hour and increases their hours 
by 54 a week. The wages of the night workers are reduced 
by 7d. an hour. It is hoped to remove the discontent through 
the men's unions, which have arranged a conference with the 
Corporation. 


TELEGRAPH AND TELEPHONE NOTES. 


Australia.—WIRELESS TELEGRAPHY.—Under the agreement 
signed by the Federal Government and the Amalgamated 
Wireless Co. for giving effect to a scheme for direct wireless 
communication with Great Britain, directors have been 
appointed by both contracting parties. Mr. Fisk, the com- ~ 
pany's manager, has sailed for England to arrange for the 
erection of a high-power station, says The Times. 


Cable Rates.—CaNADA.—The Commercial Cable Co. an- 
nounces that on and after May 22nd the charge for deferred 
messages between Great Britain and Cape Breton, Nova 
Scotia, New Brunswick, Prince Edward Island, and the Pro- 
vinces of Quebec and Ontario was reduced to 44d. per word. 
The Western Union Telegraph Co. makes a similar announce- 
ment. 

ITaLY.—The surtax on telegraph and wireless telegraph com- 
munication rates with foreign countries paid for in Italian 
paper money was reduced to 300 per cent. as from the 10th 
inst. 

FraNce.—The rates for telegrams from France to places 
abroad were increased from May 16th.—Reuter’s Trade Ser- 
vice. 

Norway.—From May let telegraph rates were reduced 20 
per cent. with all countries, except Sweden and Denmark. 

ENGLAND.—The rates for telegrams to many places abroad 
(a long list of which was published in the London Gazette of 
May 16th) from this country have also been revised. 


Guernsey.—TELEPHONE ExTENsIONS.—On May 10th а new 
switchboard was ишш at Telephone House in the St. 
Sampson's district of the island. Jurat J. E. Dorey, president 
of the States Telephone Council, explamed that from the 
original expected maximum of 300 connections, it was expected 
to reach 8,000 by the end of the season. In 1898 the staff 
numbered 26; to-day it was 70. Mr. B. H. Bennett, manager 
of the States Telephone rtment, said that the new board 
was designed to the specifications of Mr. A. R. Bennett, con- 
sultant to the department, and was supplied by the Federal 
Telegraph and Telephone Co., of America; Mesers. Pettigrew 
and Merriman, Ltd., being the European agents who supplied 
the main frame and power board. The switchboard was of the 
multipole type, and the calling indicators were self-restoring ; 
the present capacity of the board wae for 500 subscribers’ 
lines, but it could be extended to accommodate 800. The eub- 
ecriber called the exchange by magneto on Mr. A. R. Bennett’s 
ring-through and clearing system. The ring-offs, operators’ 
speaking, day and night bells, and fuse alarms were worked 
by a central battery. The cost of the equipment was £2,550, 
and that of the building £437. There was a total of 2,816 
telephone stations on the island, or one telephone per 13.9 
people. In 1899 the revenue was £1,047, while that in 1922 
was £12,000. New underground cables were on order for the 
St. Sampeon's district.—Guernsey Evening Press. 
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^ s]taly.—NEw TELEPHONE Lines.—An extraordinary outlay of 
150,000,000 lire has been authorised by the Italian Government 
for the construction of new telegraph and telephone lines along 
“the courses of the railways to be electrified. The above sum 
js,spread over four years up to 1925. 

. SUBMARINE CABLES.—AÀ convention has been concluded be- 
‘tween the Italian Government and the Compania Italiana dei 
Cavi Telgrati Sottomarine (Italian Submarine Cable Co.) 
for the laying, use, and maintenance of a cable between Italy 
and South America and of another between Italy and Greece. 
The former, says the Financier, is to connect Italy with Spain, 
Brazil, Uruguay, Argentina and—depending upon the consent 
of the respective Governments—with the Canary and Cape 
Verde Islands. The company engages to obtain from the 
interested foreign Governments the necessary permits for the 
cable approaches and for the working of offices at cable ends. 

For the duration of this convention, which is fixed at 50 
vears, the Italian Government has agreed not to graut to an- 
other person or company the right to bring submarine cables 
to Italy for direct connection with South America, and also 
not to do this on its own account without first notifying the 
company which, on an equality of conditions, will always be 
given preference in matters of this kind over offers from other 
ltalian or foreign companies. 

The completion of the cable to South America must be 
effected within three vears from the date of approval of the 
convention. Delay is subject to penalty, and a three-year 
delay will cause the convention to be annulled. The cable 
between Italy and Greece (from Brindisi to the Bay of 
Butrinto) is to be completed within two years. 


Police Wireless.—The Times announces that for the last 
three months experiments have been going on at Scotland 
Yard to test the use of wireless as an aid to directing the 
movements of the police in search of criminals, and, accord- 
ing to the Daily Mail, a discussion on the subject will take 
place at the annual meeting of the Chief Constables' Associa- 
tion in London on June 2nd. In France and America experi- 
ments have been going on for some time, apparatus having 
been installed at various police stations and also on motor 
vehicles, which act as mobile receiving stations. According 
to The Times, every Chicago policeman 1s to be equipped with 
a miniature receiving set. The earlier pattern of apparatus, 
which was intended to enable constables to receive spoken 
messages, proved unsuccessful owing to interference from 
various causes. The pattern now in use simply reacts to 
wireless Waves In such а manner as to produce a mild electric 
shock in the policeman’s arm. He then hurries to one of 
the special police telephone boxes, which are placed on lamp- 
posts in all American cities, and calls up his station. Wireless 
receiving sets have been ordered for each of the fifty police 
* stations of Chicago. 


Sweden.—NEw TELEPHONE CABLE.—The Telegraph Board has 
informed the Government that it intends to lay a telephone 
cable between Sweden and Finland. As the cable will be im- 
ported. the Board requests that no Customs duties be imposed. 
—Reuter's Trade Service (Stockholm). 


Wireless Telephony.—NEw Cuaim.—It is claimed for Mr. 
John Hays Hammond, junior, that he has perfected a com- 
paratively simple apparatus to prevent any radio etation from 
receiving messages except those which are intended for it. The 
same wave can be made to carry several messages at the same 
time. and, further, it 1s stated that both voice and code may 
be transmitted.—Daily Telegraph. 

BRoapcasTING.—According to the Daily Express, the Post- 
master-General has addreseed a letter to the hon. secretary of 
the Wireless Society of London, in which he states that he 
has considered the recommendations of the committee of the 
Society regarding regulations governing amateur trans- 
mission. He agrees that the restriction that transmission 
must be confined to five other stations should be withdrawn, 
and that transmission should be permitted for an aggregate 
maximum of two hours in each twenty-four hours, with cer- 
tain reservations. The following wave lengths will be allo- 
cated for amateur transmission :—150 to 200 metres, inclusive 
(spark c.w. and telephony) and 440 metres (c.w. and tele- 
phony only). The fixed wave-length of 1,000 metres will be 
withdrawn. 

The Times records that on May 18th a private meeting of 
representatives of firms engaged in the manufacture of wire- 
Jess apparatus was held at the General Post Office to discuss 
the arrangements to be made to carry into effect the scheme 
recently announced by the Postmaster-General in the House 
of Commons for broadcasting matter (including music) by 
wireless sets. 

'" 16 was recognised generally that, in order to avoid inter- 
ference, broadcasting stations would have to be very limited 
in number. Some of the representatives thought that not 
more than eight could work simultaneously in Great 
Britain, using the power (13 kilowatts) and the band of wave- 
lengths (350-425 metres) allowed for the purpose, without 
such interference as would produce practical chaos. The best 
means of attaining the objects seemed to lie in co-operation 
among the firms concerned, and it was suggested that one or 
possibly two groups should be formed, which should become 
responsible, both financially and otherwise, for the erection 
and maintenance of the stations and the provision of suitable 


programmes. It was arranged that the various firms should 
collaborate in the immediate preparation of a co-operative 
scheme, or at the most of two such schemes, for consideration 
by the Post Office authorities.” 

A private conference of manufacturers of wireless appara- 
tus was held at the Institution of Electrical Engineers on 
May 4th, at which Mr. Godfrey Isaacs presided, with the 
object of arranging a scheme of co-operation; 23 firms have 
signified their readiness to broadcast, but that figure is 
thought to be too large. At present only two broadcasting 
stations, one in London and the other at Manchester, are 
fully equipped. 


CONTRACTS -OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
** Official Notice ° appeared.) 


OPEN. 


Argentina.—Bornos Aires.—June Ysth. Argentine Board 
of Sanitary Works. Hydro-electrie generating station and 
transforming sub-station for the town of Catainarca :—Three 
165-h.p. Pelton wheels, three 110-kW three-phase alternators, 
switchboard, two 9U-kVA three-phase static transformers, 
piping, valves, and accessories, spares, Xc.; two 130-kW motor- 
generators, with switchboard and spares.* 

BuENos AIRES WATERWORKS.— Machinery for three pumping 
stations, one power station, and eight transforming sub- 
stations. Copy of the specifications and conditiong of tender 
(in Spanish), with blue prints, can be seen at the Department 
of Overseas Trade, 35, Old Queen Street, E.C. (Room 49), up 
to June 10th.* 


Australia.— MELBOURNE.—September 1st. Electricity Com- 
mission. Five surface feed-water heaters, six surface vapour 
condensers, 12 feed-water evaporators. (May 19th.) 

October 17th.  Postmaster-General's Department. Supply 
of automatic switchboards and associated apparatus for two 
suburban exchanges at Melbourne. 

June 20th. — Postmaster-General's Department. 4204 tons 
bronze wire (sched. 28), 400 tons galvanised iron wire (sched. 
32), 47 tons galvanised steel wire (sched. 32), 413,400 jointing 
sleeves (sched. 33). (May 19th.) 

June 7th. Victorian Railways. Supply and delivery of 
1,190 steel rails (60 lb.); 7,390 fishplates.* 

June l7th. Aluminium steel-cored cable and accessories. 
(Spec. No. 243.) (See this issue.) 

QUEENSLAND (Bowen).—June 30th. | Municipal Council. 
E power generating plant, switehboard and other equip- 
ment. 


Barnes.—June 5th. Electricity Department. 3,500 yd. 
l.p. cable, .40 х .40 х .2 sq. in.; a portion lead-covered and 
drawn into existing ducts, and a portion armoured and laid 
direct. (See this issue.) ү 


Bulgaria.—Soria.—June 15th. 
ment. 


| | Post and Telegraph Depart- 
Fuses, line annunciators, and lightning arresters.* 
5 B 


. Glasgow.—]une 2nd. Electricity Department. Works 
in connection with the erection of a sub-station at Greenhead 
o East Bridgeton. Electrical engineer, 75, Waterloo 
street. 


India.—June 9th. High Commissioner’s Department. 
Copper telegraph wire. Carsack elements for Leclanché cells, 
у.1.г. insulated cable. (Мау 19th.) 


Italy.—July 3lst. The State Railways announce that the 
period for the reception of tenders for the electrification of 
the Bologna-Venice-Monfalcone line, fixed previously for April 
30th, 1922, has been extended until July 3156, 1922. 


Kirkcaldy.—]une 5th. Electricity works. Steam turbine, 
р alternator, condensing plant and piping. (Мау 

London.-—Isuincton.—May 27th. Baard of Guardians. 
Electric light and power installation at the Institution, &c., 
St. John's Road, Holloway. (May 19th.) 

METROPOLITAN ASYLUMS Boanp.—June 21st. Installation of 
forced circulation heating and hot-water supply apparatus, 
domestic cold-water supply and fire hydrant service, gas 
eupply mains, &c. Installation of electric lighting and power. 
telephones, fire alarms, and domestic bells. (See this issue.) 

Hacknry.—Electricity Department. New or second-hand, 
for battery charging purposes: D.c. generator, only belt driv- 
ing, 150/200 amp., 50 V., or, alternatively, combined motor 
generator set, above capacity, for use on 480-V d.c. circuit. 
(See this issue.) 


Maidstone.—]une 30th. Kent County Mental Hospital. 
Two 3-phase back-geared electric motors, two centrifugal 
pumps and accessories, main switchboard, starting and con- 
trolling gear and wiring. (See this issue.) 
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Manchester.—June 13th. Electricity Committee. Elec- 
trical distance indicating and recording thermometers, fans, 
auxiliary circulating water pumps, electric capstans and 
bollards. (See this issue.) | 

June 15th. Electricity Committee. Cable requirements for 
sx months. Mr. F. E. Hughes, Electricity Department, Town 
Hall, Manchester. 


New Zealand.—WELLINGTON.—July 4th. Department of 
Public Works. Three 1,320-kVA single-phase transformers, 
with accessories. * 

The Southland Electric Power Board invites tenders, closing 
in September, for electrical apparatus, including transformers, 
cables, switches, insulators, meters, and other equipment.— 
Reuter’s Trade Service (Invercargill, N.Z.). 

June 10th. City Council. One 25-ton overhead travelling 
crane, three 1,500-kW and one 500-kW rotary converters, with 
transformers. (See this issue.) 


Nottingham.—June 9th. Electricity Department. North 
Wilford power station. Six steel-tube fuel economisers, four 
steel chimneys, six induced draught fans, &c.; e.h.p. main 
switchgear, e.h.p. and l.p. auxiliary ewitchgear, cable connec- 
tions, &c.; three 30-in., one 10-in., and three 3-in. electri- 
cally-driven centrifugal pumps: one 75-ton overhead travelling 
electric crane, one 10-ton and one 5-ton overhead travelling 
hand crane, &c.; two 750-kW rotary converters, one 3d-kW 
motor generator-booster, &c. (May 12th.) 


Preston.—June 24th. Electricity Department. Boilers, 
ftokers, economisers, fans, chimneys, feed piping, and feed 


pumps. (May 12th.) 

Rhondda.—June 6th. Flectricitvy Committee. Sub-sta- 
tion e.h.p. and l.p. switchgear. (May 19th.) 

Salford.—]une 15th. Electricity Department. Two 


10.000/19,000-k W turbo-generator sets with condensing plant, 
auxiliaries and piping connections, house service plant com- 
prising one 1,200-kW turbo-generator and two а.с. 6,000/2% 
V. d.c. motor generators, boilers, stokers, economisers, fans, 
chimneys, steam and feed piping and feed pumps. (See this 
issue.) 


Siam.—BanGKork.—June 98th. Department of Posts and 
Telegraphs. Telegraph and telephone material, including wire, 
cable, wall telephones, &c.* 


South Africa.—FRANKFORT, ORANGE Free State.—The 
Municipality is inviting tenders for a hydro-electric scheme. 
Particulars from the consulting engineer, Mr. W. Ingham, 
101, Consolidated Buildings, Fox Street, Johannesburg. 

GRAHAMSTOWN, САРЕ PROVINCE.—September 15%. 
plant. alternators, switchboard. transformers. cables, 
Specifications from Mr. F. С. Clarkson, town clerk." 


Power 
&c. 


Sunderland.—]une lst.  Tramwavs Department. 150 


tons of steel tramway rails. General manager. 


West Ham.—June 13th. Electricity Department. One 
10.00-EW turbo-alternator, one 10,000-kW surface condensing 
plant. (See this issue.) 7 


Warrindton.—May th. Cheshire Lines Committee. 
Six months’ supplv of stores and materials. including tele- 
graph materials. Stores Superintendent, Cheshire Lines, War- 


nngton. 


“4 copy of the plan. specifications, and conditions of tender, 
te.. can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Aberdeen.—Finance Committee. Recommended:— 
Electric lighting work at the Fish Market (£274).—Petrie & Co. 


Belgium.—Five firms—four Belgian and one German— 
snhmitted tenders recently to the Société Nationale der 
Chemins de Fer Vicinaux. of Brussels, for the supply and 
laving of the underground armoured cables and special re- 
tnrns in connection with the secondary electric railwavs in the 
North Antwerp section. The lowest offer (338,961 fr.)) was 
that of the Deutsche Kabelindustrie Gesellschaft, of Berlin. 


Bideford.—The Electric Light Co. has accepted the tender 
of Messrs. Crompton & Co., Ltd., for the construction of the 
new works. 


Government Contracts.—The following Government con- 
tracts were placed during April, 1992 :— 


ADMIRALTY CONTRACT AND PuRCHASE DEPARTMENT. 

Motor generator with control gear, &c.—Crompton & Co., Ltd. 

Insulating materials —Mica Manufacturing Co., Ltd.: E. Macbean & Co., 
Ltd.: T. N. Hardy & Sons, T.td.: Toco Rubber & Waterproofing Co., 
Ltd.; Attwater & Sons; Micanite & Insulators, Ltd.; H. Clarke & Co. 
(Manchester), Ltd. 

Switches and indicators.—Whipp & Bourne, Ltd. 


AIR MINISTRY, 
Motor generator.—Crompton & Co., Ltd. 


м. 
Post Orrick. 


Telephone apparatus.—Western Electric Co., Ltd. 

Testing, protective apparatus, &c.—British L.-M. Ericsson Manufacturing 
Co., Ltd. 

Telegraph and telephone cable.—Enfield Ediswan Cable Works,  Ltd.; 
Hackbridge Cable Co., Ltd. | 

Dry cells.—Ever-Ready Со. (Great Britain), Ltd.; Siemens Bros. & Ca, 
Ltd. 

Stationary secondary cells.—Oldham & Co., Ltd.; Van Raden & Co. 

Lamp caps.—J. Hannan. 

Mouthpieces for telephones.— North British Robber Со, Ltd.; 
Bros. & Co., Ltd. 

Lead sleeves.—Henley's Telegraph Works Co., Ltd.; Western Electric Co., 
Lid. 

Insulated staples.—Tower Manufacturing Co., Ltd. 

Copper wire.—Enficld Ediswan Cable Works, Ltd. 

Manufacture, supply,  drawing-in, and jointing 
Junction: Western Electric Co., Ltd. 

Telephone exchange equipment.—Nelson ; 
Ltd.; subcontractors for batteries, D. P. Battery Co., Ltd. Stock for 
various automatic exchanges in contemplation :—Eastbourne : Siemens 
Bros. & Co., Ltd.; sub-contractors for batteries, D. P. Battery Co. 
Lid. For charging machine: English Electric Co., Ltd. 


Siemens 


cable.— Brixton-Hop 


Pecl-Conner Telephone Works, 


H.M. Orrice or Works. + 
Engineering services electric lifts.—Express Lift Co., Ltd. 
Liantwissant houses, electric wiring.—Electra Contracting Со, 
CROWN AGENTS FOR THE COLONIES, 
Carbons.—General Electric Co., Ltd. 
Induction motors, &c.—Metropolitan-Vickers Electrical Co., Ltd. 
Pole distribution boxes, &c.—British Insulated & Helsby Cables, Ltd. 
Telegraph instruments.—India-Rubber, Gutta-Percha & Telegraph Works 
Co.. Ltd. 

Wan OrricE.—The Edison Swan Electric Co., Ltd., has 
secured from the War Otlice a contract for the supply of dry 


batteries. 


Lodz.—Word has reached Bolton from Lodz that Messrs. 
Dobson & Barlow, Ltd., of Bolton, have received an order 
for 100,000 spindles and other textile machinery for a large 
spinning mil in that centre which is being rebuilt after a 
recent fire. The new factory will be electrically driven, and 
contracts for the necessary plant (which includes two steam 
turbines) have been placed with English firms. It is expected 
that the mill will be running at full capacity during the 
autumn. 


London.—Sr. Pancras.—Electricity and Public Lighting 
Committee. Coal for King's Road station :— 
900 tons lf in. Cadley Hill nutty slack, 20s. ton, delivered; 500 tons 
{ in. to 1 in. Clifton peas, 18s. 10d. ton, delivered; 1,000 tons Pinxton 
hard nutty slack, 20s. lld. ton.—J. H. Beattie & Co., Ltd. (recom- 
mended). 
Н.р. switehgear for Grafton Road sub-station and motor 


converting plant for Regent's Park sub-station :— 


Park Royal Engineering Works — ... € ve T £3,000 
British Thomson-Houston Oo., Ltd. (recommended) 3,044 
Metropolitan-Vickers Electrical Co., Ltd. " 97 3,162 
New Switchgear Construction Co., Ltd. 3,349 
Switchgear & Cowans, Ltd. . M 3,487 
Ferguson, Pailin, Ltd. 3,498 
Electric Construction Co., Ltd. 3,786 
Johnson & Phillips, Ltd. 4,097 
Sprecher & Schuh Co. ... 4,307 
English Electric Co., Ltd. 4,370 
General Electric Co., Ltd. 4,850 
Revrolle & Co.  ... or 5,288 
Mudie's Electric Co. 5,429 


Ten l.p. d.c. switchboards, with white marble panels, complete with circuit- 


breakers, ammeters, bus-bars, &c. (£800).—Northcote, Heave & Со. 
(recommended), 

Electrically-driven 8-stage centrifugal pump (£915).—Holden & Brooke 
(recommended). 


HAMMERSMTTH.— Electricity Committee. Recommended :— 


Cable for Wormholt Housing Estate (£390).—Hackbridge Cable Co., Ltd. 
Ordinary and prepayment meters for 13 months.—Ferranti, Ltd. 


New Zealand.—The Government has accepted further 
tenders, aggregating £39,000, in connection with hydro-elec- 
tric installations on the Waikato River. Auckland Province. 
The acceptances comprise tenders for head gates, turbines. 
generators, and exciters. All the tenders accepted were 
British, including one Canadian, although in some cases for- 
eign tenders were the lowest.—Reuter's Trade Service *Wel- 
lington). 


ГА 


FORTHCOMING EVENTS, 


Association of Engineers-in-Oharge.—Saturday, May 27th. At the Holborn 
Restaurant (Venetian Chamber). At 6 for 6.30 p.m. Twenty-second 
annual dinner. 


ETeotrioity District Inquiry.—Tuesday, May 30th. At the Middlesex Guild- 
hall, Westminster, S.W. At 10.30 a.m. Inquiry by the Electricity Com- 
missioners into the applications of the South-Eastern & Chatham Rail- 
way Co.'s Managing Committee and the West Kent Electric Co., Ltd., 
for consent to the establishment of power stations at Charlton and Bel- 
vedere respectively. | 

institution of Electrical Engineers (Scottish Oentre).—Summer meeting, 
Мау 30th to June 2nd. At Glasgow. The following papers will be read :— 

Tuesday, May 30th. At the Roval Technical College. At 10 a.m. 
Paper on '' The Dalmarnock Generating Station," by Mr. R. B. Mitchell. 

Wednesday, May 3lst. At the University. At 10.15 a.m. Paper on 
" The Hvdro-Electric Resources of the Scottish Highlands," by Prof. 
Magnus MacLean. 

dunior institution of Engineers.—Thursdav, June let. At the Institution of 
Electrical Engineers, Victoria Emhankment, W.C.2. At 7.30 p.m. Canet 
Lecture on '' The Railway Act of 1921," by the Rt. Hon. Sir Eric Geddes, 


Ohemioal Soolety.—Thursday, June let. At Burlington House, Piccadilly, 
W. At 8 p.m. Ordinary scientific meeting. eI 
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THE “ELECTRICAL REVIEW” SERVICE 


DEPARTMENT. 


To enable us to complete replies to queries received this week 
we need the names of suppliers or manufacturers of :— 


The Fox universal voltage electric iron. 


NOTES. 


Lock-out Developments.—Since our leaderette pages went 
to press the negotiations between the Employers and the 
A.E.U. have once again come to a deadlock. The new pro- 
posals of the A.E.U. were unacceptable to the employers, who 
in turn submitted the proposals that had been accepted by 
the representatives of the 47 unions. The A.E.U., after con- 
sideration of the emplovers’ statement, said that they were 
unable to say anything further on Wednesday. The em- 
plovers said that they were quite willing to meet the A.E.U. 
again if they wished to make further proposals or to negotiate 
a settlement on the lines of the terms now being ballotted 
upon by the 47 unions. 

With regard to the iniquitous and ludicrous proposal that 
union members employed in the maintenance of gas, water, 
sewage, and electric light and power undertakings in the 
County of London should be called upon to give seven days’ 
notice so as to bring pressure to bear upon the engineering 
employers, this suggestion was turned down last week by 
the National Federation of Engineering and Shipbuilding 
Trades at Portsmouth. In view of this rejection the matter is 
now to be brought before the Executive of the A.E.U. We 
have expressed our opinion of this movement in our leader- 
ette pages to-day. e A.E.U. and others *aterested would 
do well to nip the scheme in the bud. We predict that if 
m proceed far with it they will thereafter lose all along 
the line. 


A Birmingham War Memorial.—A very beautiful memo- 
rial (a cenotaph) to the employés of the Birmingham Cor- 
poration Electric Tramways who gave their lives in the 
war, has been erected in the Tramway Stadium, at King's 
Heath. It will be dedicated by the Bishop of Birmingham 
on Sunday, May 28th, at 9 p.m.. and unveiled by Lieut. 
Clarke of the Dorset Regiment. The Lord Mayor will give 
an address. The girls who acted as tramcar conductors during 
the war will lay a wreath on the cenotaph. 


Accidents.—While an electrician named William Maw- 
hinney was assisting to put up an electric lighting installation 
in one of the weaving sheds in the factory of Messrs. Dickson 
and Sons, Dungannon. Co. Tyrone, he was caught 1n the 
machine belting and his right arm was torn off at the elbow. 

At the Burnlev Electricitv Works on May 17th, two men em- 
ployed by the Stirling Boiler Co. were erecting a new boiler 
when steam was let off from another boiler. They were badly 
scalded and taken to the infirmary. 


Late Legal.—In the Mavor’s and City of London Court, 
on Tuesday, before Mr. Registrar Dell. a claim was made by 
the County of London Electric Supply Co.. Ltd.. Moorgate 
Court, Moorgate Place, against Mr. M. Goldberg, 8, Baver 
Street, for £1 13s. 4d., the cost of repairing an electric meter. 
The plaintiffs’ representative said that the company's meter 
was damaged by fire at the defendant's premises 12 months 
ago. They thought the defendant was going to contest the 
case, as he had stated that the plaintiff company did not claim 
early enough to enable him to place the matter before the fire 
insurance authorities. The Registrar said he was wondering 
how the defendant was made liable for the damage, hut he 
saw from the agreement, produced that the defendant 
acknowledged that he was responsible for the meter. Plain- 
tiffs’ renresentative said that the defendant had written to the 
plaintiffs’ solicitors saving, although he did not admit the 
claim, he would рау. There was no appearance on behalf of 
the defendant. and judgment was entered for the plaintiffs for 
the amount claimed with costs. 


India as a Source of Lac, Turpentine and Resin.—Reports 
on Тас. Turpentine and Resin were recently issued by Messrs. 
John Murray, 50a, Albemarle Street, W. (price 5s. net), as a 
result of inquiries conducted Ъу the Tmperial Institute Com- 
mittee for India into the nossibilitv of further commercial use 
in the United Kingdom of these raw materials. The import- 
ance of preserving and enlarging Emnire sources of raw ma- 
terials is illustrated by the investigations of the Committee, 
which prove that lac, turpentine and resin are in increasing 
demand, and that steps to encourage better methods of pro- 
duction are watched with interest by manufacturers in this 
countrv. Among the firms which gave evidence before the 
Committee ns to the industrial uses of the materials mentioned 
were W. T. Henlev's Telegraph Works Co., Ltd.. Edison 
Swan Electric Co.. Ltd.: British Electrica! Federation, 
T/td.; Callender'a Cahle and Construction Co., Ltd.: Siemens 
Bros. & Co., T.td.: Courtaulds. Ltd.: the Gramovhone Co., 


T,td.; Jenson & Nicholson, T.td.; and R. Ingham Clark & Co., 


Ltd. The report in auestion will be read with interest by 
those who employ these materials in their business.— 
Bulletin of the Federation of British Industries. 


Educational.—TrcHNICAL EDUCATION IN SOUTH AFRICA— 
We have received a copy of a prospectus of technical even- 
ing classes and domestic science courses instituted by the 
School Board for the Cape Division. The classes are 
arranged, generally, in seven ''years," ranging from elemen. 
tary principles to an advanced stage. The subjects 
scheduled include electrical and mechanical engineering, ani 
there are special courses in electro-technics, wireless tele- 
graphy, &c. The Technical College, in Cape Town. to which 
these courses will be transferred, is nearing completion, and 


‚ 18 expected to be opened before the end of the present year. 


Electricity as a By-Product.—Few factories are so fortu- 
nately placed as the Crockett sugar refining works, Cil. 
fornia, which the Journal of Electricity and Western In- 
dustry says is reputed to be the largest in the world. A’ 
great amount of steam is required for the refining processes, 
and instead of generating this and passing it through pres 
sure-reducing valves to bring it down to 10 lb. per sq. 1n. 
pressure, turbines take the place of the valves and produce 
electricity. The steam supply is sufficient to drive three 
1.500-kW = turbo-generators, which supply power to 70 
motors, with an aggregate capacity of 10,000 h.p. Thes 
motors range from 1 to 350 h.p., but the general size is 
15 h.p. The daily output of the factory is 2,000 tons. and 
storage capacity for 600,000 tons is provided, all handlin; 
being done electrically. 


Fatalities.—Sheriff Shennan and a jury conducted an їп. 
quiry at Hamilton, on Saturday, into the deaths of two 
miners, as the result of injuries received in an explosion 
in No. 1 Pit in Viewpark Colliery, Uddingston, on April llth. 
Evidence showed that the explosion occurred at an elec 
trical coal cutter in the splint coal seam of the pit, and i 
was shown from the books of the colliery that gas had been 
found in this section previously. It was also stated th:: 
complaints with regard to this coal cutter had been made, 
and that the machine had been repaired by the colliery 
electrician, who stated that it was in good order prior to the 
explosion. After the explosion, the machine was found to 
be without certain studs and bolts, which, it was admitted, 
made the machine not flame-proof. The jury returned an open 
verdict. 

The Daily Mail states that while playing in a field new 
the National Radiator Works, at Hull, on May 90th, Terro: 
Glover Butlin,’ 12, climbed an electric power standard ап 
caught hold of the conductors, after which he fell to the | 
ground. On admission to the, Hull Royal Infirmary the ber 
was found to be dead. 

At Dudley, on Monday, an inquest was held concerning tbe | 
death of James Harold Johnson, aged 21, an electrical fitter: — 


assistant, who died on the 18th inst. from the effects of injuriet ` 


received on the 16th inst. while at work at the Midland 
Electric Corporation’s works at Ocker Hill. Mr. A. L. Tack 
lev, H.M. Divisional Electrical Inspector of Factories, ani 
Mr. Wolffe, H.M. Inspector of Factories, were present. Ас. 
cording to the medical evidence, the man died from shock. | 
following very severe burns about the arms and the trunk. 
A. H. Hunston, an electrical fitter, employed by the com ` 
pany stated that he. Johnson, and a labourer were engazed 
in the transformer house, mounting a small transformer сп 
the wall. Witness was holding it and Johnson was «тет. 
ing it up. He had fixed the two bottom screws and h? 
started on the third when witness heard a cracking noise ап! 
a flash. and on turning round saw Johnson on the floor with ` 
his clothing in flames. Witness said he did not have anythin: 
to do with the fixing of a copper bar near where the accident |. 
happened. It was quite possible that Johnson could have 
reached the rod from the box on which he was standi: , 
Mr. Edward Ralphs. the station superintendent, said that , 
he was inclined to the view. after having made an examin: : 
tion, that Johnson must have come into contact with the cor- 
ductor. A piece of the wire was black and that indicated that 
it had been in contact with something that was not meti! 
The Coroner entered a verdict of ‘‘ Accidental death.” | 


Fuse Replacement by Consumers.—In the early дах ^ 
electricity supply, when consumers were few, the companie 
found it helpful to keep a man or men for the purpose 
replacing blown fuses. What was a minor expense then hx 
become a considerable item of expenditure. Accordingly. 4, 
writer in the Journal of Electricity and Western Industr: 
suggests that consumers should be educated to replace ther 
own fuses by means of a few simple rules set out, with 
illustrations, on a card. This might certainly save a great: 
deal of time and money if the simple task was proper? 
learned by the consumer. | 


Appointments Vacant.—Chief engineer, for an electri: | 
tramway and supply undertaking in the East; lecturer in eie : 
trical science (£300), for the Holt Technical School: jointe? 
(450 Rs. per month), for an electrical undertaking in Burmab: 
assistant generation engineer, 550 taels per month; station 
control engineer, 450 taels per month; and station electncs 
assistant, 350 taels per month. Shanghai Municipal Elect 
me e E (Tael23s.) (See our advertisement paš 
o-day. 


Small Private Generating Stations.—The Electricity Cor- 
missioners have decided not to make regulations as to the tyr 
of current, frequency, and pressure under Section П of th 
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Electricity (Supply) Act, 1919, in the case of private generating 
stations having an installed capacity not exceeding 50 kW. No 
notification need be made to the Commissioners regarding 
the establishment of such stations. 


Wireless Wave Meters.—On May 15th the Royal Com- 
mission on Awards to Inventors heard a claim by Prof. J. S. 
E. Townsend, F.R.S., Professor of Physics at Oxford, in re- 
spect of an invention called a wave meter. At the time he 
made the invention he was an officer in the Royal Naval 
Volunteer Reserve, his duties being to instruct officers in the 
theory and practice of wireless telegraphy. The invention indi- 
eated the particular wave which an instrument was emitting 
when used as а transmitter, or the length of the wave which 
the instrument was receiving when operating as а receiver. 
Counsel went on to describe how the wave length was varied 
by altering either the capacity or the inductance. Prof. 
Townsend's wave meter varied the inductance. Counsel pro- 
duced one of the meters, a small box somewhat resembling а 
camera in outward appearance. Prof. Townsend and Prof. 
Whiddington, of Leeds, gave evidence in support of the claim, 
the latter laying stress on the fact that the invention could 
be used for continuous wave work, and that it was extremely 
accurate. Mr. Trevor Watson, for the Crown, said that about 
2,000 of the wave meters were in use towards the end of the 
war, and he admitted that the instrument was the best of its 
kind at that time. While i& was highly practical and ex- 
tremely accurate, he contended that most of the ideas embodied 
in the invention had been the basis of previous patents. The 
Commission reserved its decision.—Manchester Guardian. 


Recovery of Hughes's Instruments.—In Nature of April 
15th Mr. À. A. Campbell Swinton, F.R.S., gave an account 
of his discovery of a room in a furniture depository filled with 
Hughes’s personal effects, which had beca stored since his 
death in 1900 :— 

'' The effects were carefully examined, when not only were 
there discovered eight more note-books—one containing an 
illustrated account of Hughes's invention of the microphone 
—but also numerous instruments. 

'* These comprise a number of microphones, of which several 
are different-sized instruments of the well-known pivoted- 
lever type. Others consist of pointed carbon pencils, loosely 
held at their ends between fixed carbon sockets, the whole 
being mounted on sounding-boards, which in one case takes 
the form of an inverted Japanese ash-tray. Several more 
consist of carbon pencils suspended pendulum-wise by paper 
strips, so as to bridge other carbon pencils mounted on ver- 
tical sounding-boards, while others, again, consist of glass 
tubes containing either carbon blocks held together by a light 
spiral spring, or carbon granules. Finally, among the micro- 
phones, there is the one consisting of three French nails that 
has served to illustrate many a text-book. 

*' In addition there is an induction balance, probably the first 
one that Hughes made, together with the actual instrumenta 
with which he practised wireless telegraphy in 1879. They 
are all readily identified from the illustrated descriptions in 
the note-books, and include the clockwork with which currents 
from a single-cell battery, connected to one of the coils of the 
induction balance, were interrupted so as to transmit wireless 
signals. There are also two Bell telephones, evidentiv rinde 
by Huyhes himself together with two more which he says 
were made for him by Sax, which he used for wireless recep- 
tion in connection with a water-tight pocket battery, and a 
special microphone that seems to have acted as a self-deco- 
hering coherer. This latter 1s contained in a glass bottle, the 
loose contact being made between a steel needle and a vite 
loop. which latter Hughes says he made more sensitive by 
coating it with soot from the flame of a spirit lamp. 

' With these simple pieces of home-made apparatus Hughes 
not only prepared the wav for the modern telephone trans- 
mitter, but also transmitted and received wireless signals over 
distances up to 300 yards no less than 43 years ago. 

'* All these instruments have been made over to the Science 
Museum, South Kensington, by Mrs.: Hughes's trustees, and 
are now on view in Room No. 10." 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—ErrcrioN OF CoUNCIL. 
The result of the ballot for the election of оћсегѕ and new 
members of Council for 1922-23 was as follows: President, 
Mr. Е. Gill. Vice-presidents: Dr. W. H. Eccles, F.R.S., and 
Mr. A. A. Campbell Swinton, F.R.S. Honorary treasurer, 
Sir James Devonshire, K.B.E. OrdSiary members of 
Council: Mr. J. W. Beauchamp, Mr. R. A. Chattock, Mr. 
F. W. Crawter, Mr. D. N. Dunlop, Major K. Edgcumbe, Mr. 
A. F. Harmer, and Mr. W. R. Rawlings. 

KELviN Lecture.—On Thursday last week Sir Ernest 
Rutherford delivered the Kelvin Lecture before an audience 
which filled the whole of the lecture theatre, standing room 
included, and which gave an enthusiastic reception to the 
speaker. ` 


The lecture, which was entitled '' Electricity and Matter,” 


referred mainly to recent progress in the investigation of the 
structure of the positive nucleus of an atom, which appears 


to be highly complex; the most striking feature of the work 
was the disintegration of atoms by bombarding them with the 
alpha-particles emitted from radium, which, in fact, are the 
nuclei of helium, and, when expelled, represent the most 
highly-concentrated source of energy known to the physicist. 
Only about two in a million of these '' projectiles " are suc- 
cessful in striking the target (a nucleus), but seeing that 
the latter is almost one-l,900th of the size of an electron, 
the failure to hit every time is excusable. The particles 
driven out of the atoms have a maximum range proportional 
to the range of the bombarding particles, are believed to be 
always atoms of hydrogen. no matter what their origin, and 
may have a greater maximum energy than that of the pro- 
jectile, some of which, therefore, is derived from the disin- 
tegrated nucleus. 

Professor E. W. Marchant moved, and Mr. S. Evershed 
seconded, a vote of thanks to the lecturer, which was accorded 
by acclamation. | 

Tug Farapay Mepau.—The president, Mr. J. S. High- 
field, announced at the last meeting of the Institution that 
a bronze medal had been struck to commemorate the fiftieth 
vear of the Institution, and that the first award of the 
medal had been made to Mr. Oliver Heaviside, E.R.S., Hon. 
Member. Sir Oliver Lodge, at the invitation of the Presi- 
dent, expressed his cordial appreciation of the proposed award, 
which was endorsed by the meeting with enthusiasm. 

IntsH CENTRE.—Under the joint auspices of the Royal 
Dublin Society and of the Irish Centre of the Institution of 
Electrical Engineers, Mr. Borlase Matthews, М.ГЕ.Е., de- 
livered a lecture in the theatre of the Royal Dublin Society, | 
on the subject of '' Electro-farming or the Application of 
Electricity to Farming." Lord Rathconnell, president, 
Royal Dublin Society, occupied the chair. Mr. Matthews 
said that, in his opinion, which was based upon experimental 
work conducted on a commercial scale, the highest efficiency 
in farming could be reached only by electrical methods. The 
conclusion that he had arrived at was that in future, for the 
most successful operation of farms, the use of electricity 
wculd be essential from the points of view both of cutting 
down the total cost of power and labour, and of obtaining an 
increased output. The lecture was illustrated with lantern 
and kinematograph slides, showing the application of elec- 
tricul energy to the different operations in farming. 

RESULTS oF APRIL ExaMiNATION.— The results of the April 
examination of candidates for associate membership have been 
published. Thirty-six passed the whole examination; sixteen 
passed Part II onlv; and two passed Part I. The examination 
af officers of the R.E. and Royal Corps of Signals resulted as 
follows :—Passed whole examination, seventeen; passed Part I 
onlv. one. 


Glasgow and District Radio Cluh.—At a recent meeting 
Mr. A. F. Stevenson lectured on '' Cable Engineering," and 
described how various tvpes of cable were manufactured. 
Lectures on '' Capacity and Inductance " were recently given 
hy Mr. M. McLennan, and these included full directions for 
making receiving sets. The club has secured new premises at 
90. Buchanan Street, which will be put into use in October. 

Junior Institution of Engineers.—The fourth quadrennial 
Gustave Canet lecture, entitled ''* The Railway Act, 1921," 
will be given before the Junior Institution of Engineers by 
the Right Hon. Sir Erie C. Geddes, G.C.B., G.B.E., on 
June 1st, in the lecture theatre of the Institution of Electrical 
Engineers. The chair will be taken at 7.30 p.m. by Mr. C. 
Н. Wordingham, C.B.E., President of the Institution. 
Tickets mav be obtained from the Secretary, 39, Victoria - 
Street, S.W.1. The Gustave Canet Lecture commemorates 
the presidency of the Institution of the late M. Gustave 
Canet, the eminent French artillerist, during a period imme- 
diately preceding his death in 1908. 


—————— — eee eee. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements, 


Sin ERNEST RUTHERFORD, who delivered the Kelvin Lecture be- 
fore the I.E.E. last week, has so long been an outstanding 
figure among British—and other—physicists that it may sur- 
prise many, who do not know him, to learn that he is to-day 
only fifty years old. Born in 1871, in Nelson, New Zealand, 
he started his career by collecting all such honours in physics 
as were available in his native land. He came to England in 
1895, and started in the Cavendish Laboratory, at Cambridge, 
under Sir J. J. Thomson, where he had as fellow students a 
band of men who have, almost without exception, done bril- 
liantly in physics and achieved high positions in the academic 
world. His first work was on electric waves, and he invented 
incidentally the detector, based on the demagnetising of thin 
wires by electrical oscillations, which bears his name. He also 
carried out investigations on the velocity of ions in gases, and 
when, in 1898, he was appointed Professor of Physics at 
McGill University, Montreal, he was already interested in the 
subject with which his name is inseparably connected, radio- 
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activity. The fact that he was appointed to a — in 
an important university at the age of twenty-seven, is indicd- 
tive of one of his chief characteristics, a marked disinclina- 
tion to waste time. He started his radioactive career by an 
extensive series of investigations into the radiations from 
uranium, following which he discovered most of the chief 
properties of radioactive substances—he demonstrated the ex- 
istence and nature of the emanations and of the radioactive de- 
posits, and clearly separated the radiations into the three 
types still known as a, 8, and y rays, proving by the use of 
very strong magnetic fields that the a-rays are positively 
charged particles, which he later showed to be helium atoms. 
The study of the properties of thorium and its product thorium 
X, and of the analogous properties of uranium, led him te 
enunciate with Prof. Soddy, in 1902, the theory of radioactive 
decay—or atomic disintegration—which has ever since re- 
mained the basis of all study of radioactive change, and proved 
completely successful in accounting for the growth and decay 
of all radioactive substances. So firmly established is the 
theory that it is hard to go back mentally to the time when 
atoms were considered indivisible and indestruc tible, and to 
realise to the full the novelty of the conception twenty years 
ago of the unstable atom, radiating energy. 

In 1903, Rutherford was elected a Fellow of the Royal 
Society, at the age of 32, and in the same year delivered a 
course of the celebrated Silliman lectures. Four years later 


Russell,) 
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а new period in his career was initiated Бу his appointment 
as Langworthy Professor of Physics, at the University of 
Manchester. Here for the first time he had about him a band 
of enthusiastic research students from many countries, whose 
collaboration enabled him to make even fuller use of his 
powers. It is impossible to mention more than a few among 
even the more important investigations of the Manchester 
period. The decisive proof that the a particles are atoms of 
helium shot off at high speed was obtained by enclosing 
radium emanation in a very thin tube, and showing that the 
a particles passing through the glass gave rise to the spectrum 
of helium in the surrounding space. Single « particles were 
counted. The spectrum of the 8 and y rays was investigated. 
One of the most fruitful, though at first sight comparatively 
unimportant, experiments was carried out in 1911 on the 
scattering experienced by the a particles when they are pass- 
ing through thin foils of metal. Тһе very large devia- 
tions which single particles occasionally undergo were 
interpreted by Rutherford, as showing that the atom con- 
sists, not of a sphere of positive electricitv with electrons 
embedded in it, but of a positively charged nucleus, 
minute compared to the size of the atom as ordinarily 
estimated, in which the mass of the atom is con- 
centrated, surrounded by a distribution of electrons compara- 
tively far removed from it. This sun-and-planets model of 
the atom, usually known as Rutherford's nucleus atom, has 
had very great success from the point of view of the physicist, 
and in the hands of Bohr and others has been made to vield 


astonishing results in connection with spectral series. In 1919 
Rutherford went to Cambridge as Cavendish Professor of Ex- 
perimental Physics, to direct the laboratory where he started 
his research career. The whitewashing of the laboratory, and 
a certain liveliness were the immediate results of his appoint- 
ment. The most important work which he has carried out 
at Cambridge has been directed to the breaking-up of the 
nucleus of the atom by utilising the intense local concentra- 
tion of energy offered by the « particle. By letting « particles 
pass through atoms of nitrogen, he has been able to show 
definitely that hydrogen can be obtained from nitrogen ава 
result of the disintegration of the nucleus, and similar results 
have been obtained with some other atoms. The quantities of 
hydrogen thus produced are, of course, so excessively small 
that only some such method as that employed by him, which 
deals with individual atoms, could hope to detect it. The 
present practical importance of these experiments is zero: 
their theoretical importance immense. An actual transforma- 
tion of the elements has been voluntarily produced ; in or- 
dinary radioactive change the transformation is spontaneous. 
To what advances this may prove the posture step it 
is impossible to predict. 

In 1904 Rutherford was awarded the Nobel T and in 
1921 he was appointed to the post, so honoured by tradition, 
of Professor of Natural Philosophy, at the Royal Institution. 
A full catalogue df his distinctions would be wearisome. Prob- 
ably enough has been said to indicate that he is a mam re- 
sembling the « particle in his local concentration of energy. 
He is inimical to leisure. He can arouse enthusiasm for 
science in anything short of a cow or a cabinet minister. As 
a theorist, he 1s capable of bold speculation. There are, of 
course, plenty of bold speculators, nothing commoner, but 
Rutherford's speculations differ from the ordinary in proving 
sound, suggestive, and, above all, capable of a confirmation 
which. is never lacking. This means, of course, that behind 
the speculation is close thought, and the peculiar flair 
for truth which is called genius. As an experimenter he 1s, 
perhaps, the best man we have had since Faraday, and—we 
believe—no result of his. has ever been called into question, 
nor has priority ever been disputed when claimed by him. 
Naturally, his students have boundless confidence in him, and 
he is not altogether without confidence in himself. Frank 
and genial in manner, he can discuss almost any subject and 
smoke almost any tobacco. He is younger in appearance and 
in spirit than his fifty years, and there seems no reason to sup- 
pose that his future achievements may not at least equal his 
past successes 


On the recommendation of the Aberdeen Corporation Elec- 
tricity Committee, Mr. Нсан R. Barr, assistant harbour 
engineer, has been appointed engineer under the contract 1ц 
connection with the supply of condensing water from the river 
Dee to the city electricity works. 

It в announced in the daily Press that Sir JOSEPH THOMSON, 
O.M., through the British Ambassador at Washington, will 
receive the medal of the Franklin Institute, Philadelphia, 
for notable scientific work. The award describes the cele- 
brated scientist as the ''father of modern research for the 
origin and construction of atoms and molecules.” 

Мг. E. M. HorLiNGswonTH, electrical engineer to the 
United Alkali Co., has been elected a vice-chairman of the 
Liverpool Sub-Centre of the Institution of Electrical Engi- 
neers. 

Mr. OXENHAM, of Launceston, has been appointed engineer 
for the new electric light works at Bideford (Devon.). He 
has béen in charge of a similar plant at Launceston running 
on sawdust fuel, which is to be used at Bideford. 

Mr. С. D. FarckE announces that, while making future 
arrangements of his electrical interests, consequent upor the 
voluntary liquidation of the B.E. Co. (of London and Bir- 
mingham), Ltd., of which he has been managing director 
for the past six years, and of the original business of which 
in Birmingham he was proprietor for nearly twenty years, 
business communications should be addressed to him c/o 
Engineers’ Club, Coventry Street, London, W.1. Personal 
telephone number: ''Paddington, 5069.” 


Obituary.—Mn. Јонх TEMPLE, C.B.—We regret to record 
the death; at the age of 83, of Mr. J. Temple. а pio- 
neer of transatlantic telegraphy. He entered the telegraph 
service in 1852. 

The Times, in referring to Mr. Temple’s career, says that, 
on its formation, in 1856, he joined the Atlantic Telegraph 
Co., and worked on the staff of Sir Charles Bright, engineer- 
in-chief, subsequently obtaining a post om board the Aga- 
memnon during the laying of the first cable across the 
Atlantic. In 1859 he was engaged by Messrs. Glass, Elliot 
and Co., afterwards by the Telegraph Construction & Main- 
tenance Co., and acted as engineer for the Malta and Alex- 
andria Cable and other Mediterranean cable companies. He 
returned to England in time for the laying, in the summers 
of 1865-66, of the second Atlantic cable, and was third en- 
gineer-in-eharge in these expeditions in the Great Eastern, 
under Sir Samuel Canning. Mr. Temple was also in the 
grappling ship Albany, which picked up the first piece of 
the lost 1865 cable. 

On the completion of the two cables across the Atlantic 
he settled in Liverpool, but, although retiring from the regu- 
lar service of the Telegraph Construction Co., he acted for 
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them on several occasions as engineer and agent, and in 1909 
completed а service of 5U years with them and their prede- 
cessors. In January, 1867, Mr. Temple became- managing 
director of the Warrington Wire Rope Works, afterwards 
being appointed chairman. 

Мг. F. Epwarps.—Ihe death occurred on May 10th, at 
the age of 61 years, of Mr. Frederick Edwards, electrical 
engineer, of Brooke Street, Dumfries. 

Mr. R. E. Graves, C.B.E.—We regret to record the death, 
which occurred suddenly, on May 21st, of Mr. Robert Ernest 
Graves, C.B.E., H.M. Chief Inspector of Factories since 
190. Mr. Graves was a Government inspector of factories 
as long ago as 1890, and he served on important committees 
during the war. He was born in 1866. 

In paving a tribute to Mr. Graves in the House of Commons 
on Tuesday, the Home Secretary mentioned that his sudden 
death might delay the issue of his annual report, as although 
Mr. Graves had brought it near to completion, further revision 
was still required, but that would be carried out as speedily 
as possible. 


CITY NOTES. 


The report for the year 1921 states that 
British the buildings and machinery at the works 
Thomson-Houstonat Rugby, Birmingham, Coventry, and 
Co., Ltd. Willesden have been maintained in good 
condition. The extensions to the Rugby 
works, which were begun in 1919, have practically all been 
completed. The changes in the works at Birmingham have 
all been carried out and the works are in operatidy. No 
new works were begun during 1921, and the amounts ex- 
pended during the year were principally in conmection with 
the completion of the extensions at hugby, and in connec- 
tion with glass works which are being erected at Chesterfield. 
It is expected that the latter will be completed during the 
current year. Due to the expansion of the company's busi- 
ness, the accommodation at the old offices in London, at 
53, Cannoy Street, E.C., was found to be inadequate. These 
have been given up and more commodious oflices taken at 
Crown House, Aldwych, W.C.2. The profits for the year, 
after deducting all expenses and charges other than interest 
on debentures and loans, were £509,259, plus £225,502 
brought forward, making £735,150. Less interest on deben- 
tures and loans £119,446. There is to be appropriated for 
depreciation, reserves, &c., £160,000, and the following divi- 
dends for the year are recommended: 7 per cent. free 
of income tax on the preference shares, £105,000; 6 per cent. 
free of income tax on the ordinary shares, £120,000; leaving 
to carry forward £230,704. Arrangements on reasonable 
terms are practically completed with the holders of the 
preference shares, whereby from January Ist, 1922, the divi- 
dends thereon will be at the rate of 7 per cent. per annum, 
subject to income tax. , During the year the directors 
arranged for the issue of £1,500,000 par value 7 per cent. 
mortgage debenture stock, being part of an authorised issue 
of £3,000,000. The issue was largely over-subscribed. From 
the proceeds the company’s Indebtedness was substantially 
reduced, and since December 3lst the entire amount due to 
the International General Electric Co. Inc. has been paid off. 
Under the terms of the trust deed securing the issue of the 
company’s 44 per cent. debenture stock the company, since 
the beginning of this year, has paid to the trustees £5,565, 
which was applied by them in redeeming at 105, by draw- 
ings, £6,300 of that stock. The total par value of said de- 
benture stock redeemed to date is £65,005, which leaves a 
net amount outstanding at the date of this report of 
£146,995. The amount outstanding at December 3186; 1921, 
was £152,295. Since the beginning of the vear £7,500 par 
value of the new 7 per cent. debenture stock has also been 
retired. The Rt. Hon. Earl Buxton, G.C.M.G., has been 
appointed a director. Mr. W. C. Fish has resigned from the 
board, due to continued absence, and his resignation was 
accepted with regret. 
Meeting: London, May 30th. 


The annual general meeting was held on 


Lancashire May 17th. Mr. Alfred Shepherd (chair- 
Electric Light = man), in moving the adoption of the report 
and Power and accounts, said that it would be noticed 
Co., Ltd. from the balance sheet that the amount 


of debentures of the Parliamentary Co. is- 
sued was exactly one-third of the Parliamentary Co's. shares 
held; this was the limit of that company's borrowing powers. 
A large amount of the Parliamentary Co's. earnings was ap- 
plied to the paying of interest and discount on its outstanding 
debt, which had now been taken over by their company. 
Next year the contributions from the Parliamentary Co. 
should show very material increases. It was satisfactory to 
note the results obtained by the Parliamentary Co., notwith- 
standing the disputes and depression in the coal and cotton 
trades, and trade in general. The working costs were the 
Іокевё ^» the Lancashire district, and compared favourably 


with those of any other power company in the country. Re- 
garding the re-organisation of electricity supply, he was glad 
to say that the Commissioners had intimated their intention 
of authorising a voluntary joint advisory conunittee for the 
area, as suggested by the company, instead of constituting 
à Joint electricity authority. It was significant that in that 
district—probably the best suited for a joint authority 1 
such was necessary—the Commissioners, after full considera- 
tion, had approved the alternative scheme. Referring to the 
Electricity (Supply) Bill recently passed by the House of 
Lords, Mr. Shepherd said that, although amendments had 
been made to sateguard the interests of power companies, he 
could not help feeling that the electrical industry should be 
free from Parliamentary interference. In conclusion, the 
chairman said that future prospects seemed bright. The mo- 
tion was seconded by Mr. George Balfour, M.P., and carried 


unanimously. ‘The retiring directors and auditors were re- 
elected. 

The Société Centrale pour UIndustrie 

French Electrique, which 1з an electrical invest- 

Companies. ment company, reports net profits amount- 


ing to 1,277,000 fr. for 1990-21, and a divi- 
dend at the rate of 25 fr. per share. | 

The Société d'Electro-Chimie de Bozel reports net profits 
of 479,000 fr. for 1921, and with the balance forward the sum 
available for disposal is 953,000 fr. A dividend at the rate of 
8 per cent. has been declared. 

The Société Francaise des Electrodes reports that the 
general crisis was particularly experienced by the company in 
1921, and the drought was also another factor which con- 
tributed towards the diminution of business, as many con- 
tomers for this reason were compelled to reduce their pro- 
duction. The net profits, which amounted to 1,145,000 fr. in 
1920. declined to 404,000 fr. last year, and the dividend is 
at the rate of 25 fr. gross per share. | 


Mr. J. G. B. Stone (chairman), presid- 
ing at the annual meeting on May 92nd, 
Supply and said that although the company's earnings 
Traction Co., in Cawnpore had increased, the fall in the 
Ltd. exchange value of the rupee had had an 
adverse effect. Owing, however, to 
prudence in the past, last year's dividend was maintained. A 
new station bad been erected on the banks of the Ganges, 
with an initial capacity of 6,000 kW, but owing to delays in 
delivery of the plant it would not be possible to commence 
running before August. Debentures to the extent of £250,000 
had been issued to provide funds for the further extension 
of this station and to include the conversion and repayment 
of outstanding debentures. 


The directors report that the operating 
Shanghai Elec- profit for 1921 was £93,080, as compared 
tric Construction with £355,119 for 1990. Тһе reduction in 
Co., Ltd. the credit on exchange account is to a 
large extent offset by the termination of 
Excess Profits Duty. The total profit was £112,945, and 
£9,416 was brought forward. There is put to reserve for 
renewals, £10,000; provision for Corporation Profits Tax, 
£5,000; general reserve, £20,000; expenses of bonus share 
issue including stamp duty on new capital, written off, 
£1,100. The directors recommend a final dividend of 8 per 
cent., less income tax (making 20 per cent. for the vear), 
leaving to be carried forward, £6,261. The loss by depre- 
ciation of subsidiary coinage in 1921 was £93,731, which is 
equal to 23.43 per cent. on the capital. The ratio of coin- 
age depreciation to gross takings increased during the year, 
and still shows an unfavourable tendency. The traffics and 
net receipts for the current year continue to be satisfactory, 
showing an increase over any corresponding period. Negotia- 
tions with the Municipal Council for the extension of the 
company's system under railless electric traction, and for 
additional track facilities, to permit of an augmented service, 
are well advanced. A provident fund for the benefit of the 
European staff in Shanghai has been inaugurated. 


Siemens Bros. In their report for 1921, the directors 
and Co., Ltd say that the company has not escaped 
м "from sharing in the general depression in 

trade which began to affect its business about the middle 
of 1921, and which still continues. This depression was 
particularly reflected in the order-sheet for the year, which 
showed a heavy falling off from the values of orders secured 
m recent past years. A full share of orders in the market 
was obtained, but demands have become scarce and many 
large inquiries failed to materialise into orders. Fortunately, 
however, the contracts in hand from 1920 enabled output 
to be maintained almost on the previous year’s level, ex- 
cept in the case of the submarine telegraph cable shop, 
where work became scanty in the latter months of the year, 
but where prospects are now better. A reduction iy the 
output of lamps from the company's Dalston factory was 
necessary owing to the general depression also affecting the 
lamp trade, and to the dumping of Dutch lamps on the 
English market and Colonies, but the dumping has now been 
effectually stopped, so far as gasfilled lamps are concerned, 
by а recent judgment in the House of Lords upholding ар. 
important patent in which the company is interested: cone 
trolling the manufacture of such lampa `» this country. The 
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company’s overseas business is being fostered and developed, 
its own representatives (having been established im 
the more important Colonies and in India, while agents have 
been appointed in other likely situations for business. No 
definite assessments have yet been made for the company's 
liability to Excess Profits Duty for the years 1918, 1919, and 
1920, but a sum of £100,000 was paid during the year іц 
respect of same. The profits for 1921 are not liable to the 
duty. The profit for the year is £200,994, and there wus 
brought forward from 1920 £437,218. 

The interim dividend of 1s. per share required £75,000; 
Corporation Profits Tax for 1920, and 1921 £29,100; payments 
on account of Excess Profits Duty £100,000; leaving profit 
available £434,112. 

This is to be appropriated as follows :—Half-year’s dividend 
to December 318, 1921, on £300,000 10 per cent. cumulative 
preference shares created during 1921, £15,000; a final divi- 
dend of one shilling per share on £1,500,000 of ordinary shares 
making 10 per cent. for the year, free of income tax, 
£75,000; to write off book value of s.s. Faraday, £10,000; 
carrying forward to 1922 (subject to balance of Excess Profits 
Duty for 1918, 1919, and.1920), £334,119. Sir W. R. Law- 
rence, Bart., who was a director of the company from 1907 
to 1914, was invited to rejoin the board, and did so in July, 


1921. 

The gross receipts for 1921 were 
Anglo-Argentine £4,277,601, and the expenditure was 
Tramways Co., £3,305,081, leaving £979,520, plus £14,474 
Ltd. for interest on investinents and deposits, 
&c., making £936,993. From this are 
deducted annuity to City of Buenos Ayres Tramways Co. 
(1904),Ltd., £70,660; interest and sinking funds on debenture 
Stocks, £587,821; sinking fund for redemption of preference 
and ordinary shares, £7,387; and loss on sale of war stock, 
£17,979; leaving £303,647, plus £15,884 brought forward. 
Dividends on the 54 per cent. cumulative first preference 
shares for the year ended December, 1921, require £176,000; 
a dividend on the 54 per cent. cumulative second preference 
shares in satisfaction of six months' arrears to June 30th, 
1917, absorbs £68,750; and a further dividend on these shares 
in satisfaction of six months' arrears to December 31st, 1917, 
which the directors now recommend, will require £68,750, 
leaving to be carried forward £6,032. The receipts from 
passenger traffic amounted to £4,206,437, an increase of 5 per 
cent. over the previous year. Tbe number of passengers 
carried was 439,133,491, against 432,636,355 in 1920. The 
working expenses amounted to 76.25 per cent. of the receipts, 
as compared with 75.60 per cent. last year, and 79.91 per 
cent. in 1919. The traffic expenses were £1,223,358, against 
£1,158.265, chiefly owing to increases in wages caused by 
the high cost of living. The traction expenses showed a sub- 
stantial reduction, being £644,724, as compared with £819,693 
in 1920, although the abnormal price of fuel continued to 
have an adverse effect upon operating costs. The renewals 
expenditure during the year was £166,789, which has been 
charged to revenue. The allocation to renewals reserve from 
revenue in 1920 was £133,172, and, in 1919, £97,000. The 
annual expenditure for renewals is necessarily a fluctuating 
amount. While circumstances have rendered it larger this 
year than usual, the board did not feel justified in drawing 
on the renewals fund, which, in their opinion, it is desirable 
to strengthen. The reduction in net receipts, as compared 
with last year, is due to additional wages and maintenance 
charges, increases in cost of renewals, rates, taxes, and ad- 
ministration expenses in Buenos Ayres, and in the company's 
contribution to the official pension fund, which amounted, 
in the year under review, to £109.302, and to fluctuations in 
exchange and the absence of the benefit derived in the pre- 
vious year from the adjustment of tax on payment of divi- 
dend arrears. Major-General Sir Frederick Sykes, G.B.E., 
K.C.B., C.M.G., has been elected a director. Owing to pres- 
sing business engagements, Major James E. Dunning, 

D.S.O., has ceased to be a member of the board. 

In the course of his usual report on the situation in the 
Argentine, the general manager says: “Оп the whole I con- 
siler it probable that matters will improve slightly, but very 
gradually during the present year, and: I do not think wa 
shall be able to count upon an increase of much over 4 per 
cent. on 1921. Working expenses should improve. however, 
owing to the drop in the cost of fuel, which will be very 
marked this year compared with 1920 and 1921." 


The Société Générale Belge d' Entreprises 
Electriques, which is an investment com- 
pany, reports that the situation of the elec- 
| trical supply undertakings had improved 
since they had been able to increase the tariffs in accordance 
with existing conditions. The net profits realised in 1921 
amounted to 2,404,000 fr., and a dividend at the rate of 7 per 
е been declared (35 fr. per share less the tax of 10 per 
cent.). 

The report of the Compagnie Générale de Railways et 
d' Electricité states that although the economic crisis became 
accentuated in 1921, the results achieved by the company 
could be considered very satisfactory and the future outlook 
presented a favourable aspect. As an investment undertaking 
the company's interests are centred in transport, the supply of 
gas and electricity, and manufacturing companies. It had 
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been possible for most of the transport and supply companies 
to secure permission to raise their tariffs so as to bring them 
into relation with present conditions, while the manufacturing 
branches had passed through the crisis without injury, had 
plenty of orders, and had yielded satisfactory results. After 
having written off 1,941,000 fr., including the claims бп 
Russian transactions, the accounts show net profits of 
1,811,000 fr. for 1921, permitting of the payment of a divi- 
dend at the rate of 4 per cent. 

The report of the directors of the Ateliers de Constructions 
Electriques de Charleroi states that while the first half of 
1921 yielded results which were entirely satisfactory, the last 
months revealed the growing influence of the unfavourable 
factors which at present burden business. It had so far been 
possible for the company to cope with events by constant 
improvements in the methods of working, and by the 
development of the commercial organisation. | But these 
etforts would, perhaps, no longer be sutticient to remove the 
serious consequences which the prolongation of the crisis was 
bringing about unless measures were taken to deal with the 
situation. The rates of wages, higher in Belgium than any- 
where else, and the reduction in the working day, caused the 
eost prices to be maintained at an excessive level, and ren- 
dered it increasingly dithcult to sustain the contest with 
foreign rivals having cheaper skilled labour and а de- 
preciated currency. Under these circumstances it was neces- 
sury to proceed with a readjustment of the costs of production 
in order to prevent the electrical industry from experiencing 
the serious ditticulties which assailed other branches of national 
activity at present. The existing situation was rendered still 
more serious by the fact that many external markets were 
being closed by the introduction of high protective tariffs, 
Whereas the Belgian import duties did not even permit the 
Belgian makers to compete on equal terms in their home 
market. For instance, the import duties on manufactures 
were lower than for raw materia!s and semi-finished products 
in the case of mechanical and electrical construction work. 
After mentioning that the restoration of the works and plant 
damaged by the Germans was continued during the year, the 
report states that efforts were put forth to extend the markets 
both at home and abroad. In the latter case agencies and 
stock depots had been established in England, Holland, 
Switzerland, Brazil, and in the Grand Duchy of Luxemburg. 
Among other plants the company delivered two flywheel alter- 
nators of 6,600 to 8,000 kW, 6,000 volts, and driven by blast- 
furnace gas engines, a continuous-current generator of 5,000 
kW, 550 volts, also operated by a gas engine, and a complete 
installation of blooming mill trains of 15,000 horse-power. The 
accounts show net profits of 5,767,000 fr. and a dividend has 
been declared at the rate of 7 per cent. (17.50 fr. per share less 
tax of 10 per cent.). | 
The report of the Bergmann Electricity 
Works Co. states that notwithstanding 
various fluctuations, 1t was possible con- 
siderably to increase the turnover in 1921 
as compared with the previous year. The machine depart- 
ment was assisted by the new Munich-Freimann works, 
which was in full operation; and abundant occupation was 
provided by the progressive electrification of agriculture. 
Concerning the export trade, the report states that sales ex- 
perienced a difficult course, but it was nevertheless possible to 
increase the exports as a result of the more intensive activity 
of the newly created agencies. The financial results (20 per 
cent. as against 15 per cent. in 1920) have previously been 
reported. During the first quarter of 1922 it is mentioned 
that the turnover has further increased, and the augmenta- 
tions in the orders will occupy the works for months forward. 

The report of the Voigt € Haeffner Co., of Frankfort-on- 
Main, states that great extensions of the works were begun 
in July, 1921, and that the new shops would be gradually 
brought into use in the summer of 1922, when it was hoped 
to be able to deal with the extraordinarily large accumulation 
of orders. The foundry at Kesselstade was also considerably 
enlarged. After writing off 1,620,000 marks for depreciation, 
as against 790,000 marks in 1920, the accounts show net pro- 
fits and balance forward amounting to 13,946,000 marks, as 
contrasted with 13,530,000 marks in 1920. It is proposed to 
pay a dividend at the rate of 20 per cent. on share capital of 
30,000,000 marks, this comparing with the same rate on 
10,000,000 marks in 1990. As to the future, the directors re- 
mark that while it is difficult to make any prediction. the new 
financial year should also show favourable results, having 
regard to the large stock of orders and the great problems still 
confronting the electrical industry in almost all countries. 

Rhetnisch-VW estfalisches Elektricitatswerk.—The report 
stated that for the creation of the means for the 
further extension of the undertakings, combined with 
the continued depreciation of the currency, the management 
had decided to increase the share capital from 150,000,000 
marks to 550,000,000. The issue of 125,000,000 holders’ shares 
had already been made. Of this issue, shares to 30,000.000 
marks had been offered to the old shareholders in the ratio of 
one new to every five old shares, and at the price of 100 per 
cent. The remaining 95,000,000 shares would be allotted to 
the Brikettwerk-Roddergrube-Akt. Ges. and the Essen hard 
coal concerns to strengthen the expectations looked for in those 
quarters. Each shareholder in the Roddergrube company 
would be allotted two R.W.E. shares against one of the 
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Roddergrube company. To retain and secure the continuance 
of the commercial connection there would, at the same time, 
be offered to communal shareholders shares to 250,000,000 
marks at their face value. ‘These nominal shares, as well us 
the original shares, would be entitled to 5 per cent. dividend. 
A further 25,000,000 nominal shares would be offered to the 
workers of the Rheinisch-Westfilisches Elektricitatswerk on 
the same terms, in order to make a practical attempt to still 
further interest the workers in the undertaking. ів is the 
first concern to essay the Socialist ideas of Herr Hugo Stinnes, 
who himself is president of the directorate. It was foreseen 
by him and others that the only means of stemming the rising 
tide of the workers’ Socialist aims was to give the latter a 
share in the undertaking's capital by means of workers' shares. 
It was a private attempt to solve a ditficulty in an economic 
way which came up against the almost unanimous resistance 
of the workers, but which would probably succeeed, as had 
been the case at the Krupp works. 

Kabelwerk Rheydt Aktien Gesellachaft.—It has been de- 
cided to raise the capital of this company from 35,000,000 to 
59,000,000 marks. Ot the new shares 25,000,000 marks’ worth 
are to be offered to the shareholders. 

The directors of the Accumulator Works Co., of Berlin and 
Hagen, recommend a dividend at the rate of 25 per cent. tor 
1921, or 5 per cent. higher than in the preceding year. 

The German Cable Works Co., of Berlin, reports an increase 
in the net profits from 3,172,000 marks in 1920 to 6,191,000 
marks last year. The dividend is at the rate of 20 per cent. 
on 40,000,000 marks, as against 17 per cent. on ordinary 
shares for 12,000,000 marks in 1920. 

The United Insulator Works Co., of Pankow, Berlin, after 
having written off 121,000 marks for depreciation in 1921, re- 
ports net profits of 430,000 marks, as against 393,000 marks in 
the previous year. The dividend is at the rate of 12 per cent., 
as in 1920, and the share capital is to be raised by 4,000,000 
to 7,000,000 marks. 

The Duisburg Cable Works Co., of Duisburg, reports net 
profits of 3,066,000 marks for 1921, as compared with 2,950,000 
marks in the previous year, when a dividend at the rate of 


25 per cent. was paid. It had been intended to distribute the . 
same rate for 1921, but the proposal to this effect was with- : 
drawn at the annual meeting, and most of the profits placed : 


to the contingency fund. The share capital is to be increased 
from 12,000,000 to 36,000,000 marks. 

Th Electrical Undertakings Co., of Berlin, whose invest- 
ments also comprise manufacturing works, reports net profits 
of 17,339,000 marks for 1921, as compared with 8,770,000 marks 
in the previous year. The dividend is at the rate of 20 per 
cent. on share capital of 75,000,000 marks, as against 8 per 
cent. in 1920. 
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The Concordia Electricity Co., of Dusseldorf, reports that . 


It was possible to re-establish pre-war relations in 1921. 
Having made provision for depreciation, the accounts disclose 
net profits of 2,657,000 marks, as compared with 1,111,000 
marks in 1920. It is proposed to pay a dividend at the rate 
of 12} per cent. on share capital of 18,000,000 marks, com- 
paring with 15 per cent. on 12,000,000 marks in the previous 
year. 

The Land & Marine Cable Co., of Cologne-Nippes, reports 
an increased turnover for 1921 and gross profits of 8,999,000 
marks, as compared with 8,048,000 marks in the previous 
year. After having made provision for depreciation, &c., the 
net profits are returned at 2,213,000 marks, as against 
2,706,000 marks in 1920, and the dividend remains at 20 per 
cent., as in 1920. The share capital is now to be increased 
by 4,000,000 marks, and the issue will be taken over by thd 
Felten & Guilleaume Co., which is already largely interested 
In the undertaking. 


The Elektriska A.B. Eck reports a loss 
of 1,504,000 kr. for 1921, which is reduced 
by 10,000 kr. by the appropriation of the 
reserve fund and the rest has been carried 
forward. There was a loss of 290,000 kr. in 1920 and one of 
910,000 kr. in 1918. | | 

The Telefon A.B. Cedergren states that the working of the 
telephone network in Warsaw was carried on for the account 
of the new company, which has to pay interest on the pur- 
chase price of the company's assets in Warsaw from January 
Ist, 1921. A loss of 1,420,000 kr. was incurred as compared 
with 900,000 kr. in 1920, thus increasing the total loss to 
1,500,000 kr. 

The directors of the Swedish-Danish-Russian Telephone Co. 
report that since the end of 1920 they had endeavoured to get 
into negotiation with the Russian authorities respecting pay- 
ment for the company's telephone network in Moscow. It 
had, however, not yet been possible to get the matter fully 
discussed with the competent authorities, so that no opinion 
could be expressed regarding the future prospects. Concerning 
the Cedergren Telephone Co.'s activity in Poland, the report 
states that the provisional agreement with the Polish Govern- 
ment was not converted into a definite agreement by the end 
of the past year. The accounts show a loss of 1,550,000 kr. 
for 1991, which is due to the payment of interest on loans. The 
loss has been carried forward, thus increasing the deficiency 
since 1917 to 5,610,000 kr. 
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The report submitted at the annual 

Phillipe, e meeting held yesterday, Thursday, showed 

: * that the profit for the year ended December, 
1921, on trading accounts, &c. (including claim for repay- 
ment of Excess Profits Duty), after making provision for bad 
and doubtful debts, and after charging to revenue upwards 
of £16,000 for maintenance of buildings, plant, &c., was 
£42,737 plus £70,394 brought forward. 

Deducting the dividend paid May 30th, 1921 (less tax), 
£389,281; and a bonus of one per cent. on first mortgage de- 
benture stock (less tax) £446; there remains £74,404 which is 
to be dealt with as follows :—Hemuneration of directors, and 
auditors’ and trustees’ fees, £1,671: interest on five per cent. 
debenture stock to date of redemption, £1,725; interest on 
8 per cent. debenture stock to December 3lst, 1921, £14,000; 
reserve re five per cent. debenture sinking fund, £4,788; in- 
terest on second debentures to date of redemption, £1,280; 
interest on loans, £5,119; income tax and corporation profits 
tax (estimated), £18,423; depreciation on machinery and plant, 
&c., £12,255; leaving to be carried forward, £15,138. ‘* The 
profits on this year's business would have compared quite 
favourably with last year, but for the heavy fall in prices of 
Stocks and work in hand, which necessitated the writing 
down of values to current market prices. In view of the 
present state of trade caused by the engineers’ lock-out, and 
the consequent falling off of business, your directors do not 
recommend the payment of a dividend on this occasion.” 


Supplementing our previous reference to 
Scarborough the report, we may state that, during 
Electric Supply 1921, 408 new consumers were added, and 
Co., Ltd. the new connections to mains were 15,405 
3JÜ-watt lamps, making a total of 176.636. 
Units supplied 1,727,126, an increase of 272,749. The dividend 
of 2i per cent., already mentioned, cannot be paid until it 
has been approved by the Electricity Commissioners; there 
may therefore be some delay in paving it. As at present prices 
and with existing costs of coal and labour, it is manifestly im- 
possible for the company to earn reasonable profits, the direc- 
tors have applied to the Electricity Commissioners for powers 
to charge higher prices, and an early decision is expected. 


Stock Exchange Notices.—Application has been made to 
the Committee to allow the following to be officially quoted :— 
Midland Counties Electric Supply.—500,000 74 per cent. 
mortgage debenture stock. 

The under-mentioned securities have been ordered to be 
officially quoted :— 

Jutland Telephone.—Scrip, fully paid, for £500,000 54 per 
cent. sterling bonds (guaranteed by the Danish Government). 

Birmingham District Power and Traction Co., Ltd.—The 
directors’ report for 1921 shows (according to the Financier) 
a net surplus of £62,810, making £67,348 with the amount 
brought in. After deducting interest on debenture stock, 
&c., there is left £25,657, out of which a dividend at the rate 
of 6 per cent. is proposed on the ordinary shares, leaving 
52,981 to carry forward. 


Havana Electric Railway, Light and Power Co.—The 
report for 1921 shows gross earnings $12,882,652, operating 
expenses and taxes $7,376,343, net income $5,506,309, miscel- 
laneous income (net) $122,766, total net $5,629,075, of which 
first charges absorbed $1,009,011, leaving net profits 
$4.620.064. То reserve for depreciation and contingencies 
$1,923,579, leaving a balance of $2,696,185, plus $3,629,099 
brought in, making $6,326,084. Dividends paid (6 per cent. 
on preferred stock and 6 per cent. on common stock) absorbed 
$2,155,579; carried forward, $3,781,040.—Financial News. 


West Coast of America Telegraph Co., Ltd.—After pro- 
viding £7,550 for income tax and corporation profits tax, the 
credit balance is £20,828, making, with £5,696 brought for- 
ward, £26,524. £6,000 is required for preference dividend, 
£10,000 is put to general reserve, and £5,000 to maintenance 
ship's reserve fund leaving £5,524 to be carried forward. 


Rhondda Tramways Co., Ltd.—The ordinary general 
meeting of this company was held on May 18th, Mr. Harold 
T. Barnett presiding. The report was adopted. The elec- 
tion of Mr. E. Morley to the board to fill the vacancy caused 
by the death of Mr. Schlesinger, chairman of the company, 
was confirmed. 


Brisbane Electric Tramways Inevstment Co., Ltd.—After 
paying the debenture interest and preference dividends, 
balance dividends of 4s. per share, tax free, are declared, 
making 8 per cent. for the year, tax free. £46,163 carried 
forward. 

Oriental Telephone and Electric Co.. Ltd.—Final divi- 
dend of 6 per cent. (free of tax) on the ordinary shares, 
making 10 per cent. (free of tax) for the year 1921, and a 
bonus of 2 per cent. 

Rees-Roturbo Manufacturing Co., Ltd.—Dividend of 
5 per cent., less tax, on the preference shares for the year 
ended September, 1918. To depreciation reserve £2,000; to 
taxation reserve £1,013; carried forward £1,567. 

British Electric Traction Co., Ltd.—The directors recom- 
mend, subject to audit, a dividend of 44 per cent. upon the 
ordinary stock for the year ended March 31st, 1929. The 
dividend for the previous year was 4 per cent. 
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La Plata Electric Tramways, Ltd.—After providing for 
debenture and other interest, the accounts for 1921 show a 
profit of £2,720, plus £14,531 brought forward. £10,000 1з 
put to reserve fund, and £7,251 is carried forward, subject to 
corporation profits tax, if any. 

Globe Telegraph & Trust Co., Ltd.—Final dividend of 5s. 
per share on the ordinary shares. 

Glenfield & Kennedy, Ltd.—4 final dividend of 5 per cent. 
on the ordinary shares is declared, making 73 per cent. for 
the vear. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


THE summer weather is being blamed as the principal op- 
ponent to that activity in Stock Exchange markets which 
had been hoped would follow from the release of the war- 
time restrictions under which business had laboured during 
the last 74 years. It must be candidly admitted that the 
volume of orders had not proved of noticeably greater dimen- 
sions this week, in spite of the fact that the public are now 
at liberty to enter upon speculative engagements to an ex- 
tent which has hitherto been denied thein since the outbreak 
of war. In some few departments round the Stock Exchange, 
a little increase of activity is reported, this being the case 
more particularly with shares of the purely speculative order, 
but with regard to investment descriptions the benefit whicn 
will accrue from the added flexibility given to the Stock 
Exchange, through the introduction of bianonthly settle- 
ments, has not had time to make its influence felt. The re- 
sult is that prices are practically unintluenced by the new 
conditions which came into force on Monday. 

The report of Siemens Brothers, for 1921, caused the or- 
dinary shares to fall from 29s. to 28s., though the preference 
moved up to 3ls. 6d. Compared with the Johnson & Phillips 
result, which showed the ordinary dividend to be passed, 
Siemens may be said to have done well, although the profit 
of £201,000 is about £52,000 lower than im the previous 
twelve months. There is, of course, much more capital to- 
day upon which dividend has to be earned, but the 10 per 
cent. free of tax is maintained, and it seems probable that, 
when the immediate effect of the report has worn off, there 
wil be a recovery in the price. Electrical manufacturing 
concerns have had, on the whole, a good year, though in well- 
informed quarters the suggestion is advanced that the cur- 
rent year may turn out to be less profitable than its pre- 
decessor, a statement which insiders have more opportunity 
for testing than the ordinary observer who merely deals in, 
and writes about, the shares in such companies. А good 
deal of interest is felt in the forthcoming dividend announce- 
ment by the General Electric Co.; anticipation is rather in- 
clined to look for a repetition of the usual 10 per cent. divi- 
dend on the ordinary shares. Prices in this section ara 
steady without showing any particular movement other than 
that in Siemens. The net loss in the latter on the week 1s 
about 9d. & share. 

The British Electric Traction Co. proposes payment of a 
dividend of 44 per cent. on the ordinary stock for the year 
ended last March, this being 4 per cent. more than the 
dividend for the preceding period. The ordinary is a good 
market at 50} and the preference stands at 89. J.ondon and 
Suburban preference hold their gain at 8s. 6d. !.ondon 
United Tramways at 3s. 3d. are a trifle better. 

The premium on the Calcutta Electric Traways 7 per cent. 
second debenture stock has advanced to 41, there being 
steady pressure to buy the stock on the part of the specu- 
lative investor who does not object to the Indian flavour, 
but who looks to the security, which, according to the pros- 
pectus, js ample to cover the issue. Allotment letters of the 
Indian Electric Traction 5 per cent. free-of-tax debenture 
came out to-day, Tuesday, and the price is quoted at 14 pre- 
mium. A new Madras Electric issue will be announced at the 
end of this week. | 

Lively excitement in the Marconi market attended the 
rise in the parent shares to 23 buyers, Marines keeping them 
company with a jump to 37s. Аз already mentioned, it 1s 
thought that the company's claim against the Government 
will come on for adjudication next month, and this serves to 
quicken an attention already kindled by the development of 
radio-telephony, from which the company is said to be likely 
to derive substantial benefit. Canadian Marconis spurted to 
13s. 9d., but Radio Corporations ordinary lagged behind at 
99s. 6d., the preferred remaining about 15s. 6d. Cable stocks 
eased off on account of the advertisement given to the wire- 
less group. Eastern stocks are lower, and Great Northerns 
shed 15s. : 

Home Railway stocks are strong, with Metropolitans at 
454 as one of the active features in the market. Districts 
have fallen behind the rest, interest in them being subser- 
vient to that taken in the stocks which рау high rates of 
dividends. Underground Electrics keep their prices. Of 
the foreign stocks, Brazilian Tractions stand out the most 
prominently, with a gain of 6 points at 55. This is due to 
buving, largely from the country, based on the assumption 
that it will not be long before the company resumes quarterly 
dividends of 1 per cent. on the common shares. - The pre- 


ferred at 934 show à gain of 9. Anglo-Argentine Tramways 
preference shares are lower, some disappointment being caused 
by the issue of the report. It had been hoped that the ar. 
rears of dividend on the second preference shares would be 
practically cleared: off, but this is not the case, and the re- 
port shows that something of a setback befell the company's 
fortunes last year, though it was not of sufficient consequence 
to affect the general outlook for the future. British Columbia 
issues are a little irregular. Mexican Light common fell three 
dollars, the preferred two, owing to the entire lack of news 
with regard to the negotiations said to be still progressing be. 
tween Mexico City and Washington. Indian Electric Tram. 
way and Supply shares are generally rather better. 

Of the London electricity shares, Kensingtons show the 
substantial rise of 10s., Westminsters and Charing Cross 
are both 7s. 6d. up, and Londons at 1} are 5s. higher. A 
few of the preference shares are better. Buyers clamour for 
shares, and there is very little supply to meet the demand. 
Smithfields are higher at 31. 

In the manufacturing companies’ list, General Electrica 
are easier at 21s. 9d., on rumours that the company has sold, 
or is about to sell, a fairly substantial line of А” and 
"P" preferences, the aggregate, according to rumour, being 
something like £250,000. It is not expected that these w?l 
be offered to the shareholders. Common report has it that 
the lot was taken entire by certain financial interests in the 
North and the Midlands. Cromptons have gone back to 1, 
the preference to 21s. 3d., but English Electrics at 15s. x.d. 
have recovered most of the dividend. British Aluminium ad- 
vanced to 18s. 9d. The rest of the list is steady. Babcock 
and Wilcox at 3} are the fraction to the good. The rubber 
market is stagnant, and the continued engineering lock-out 
precludes any activity that might otherwise come about in 
the shares of the iron, steel, and armament companies. 

/ 


SHARE LIST OF ELECTRICAL COMPANIES. 


HOME ELECTRICITY СОМЪАХТЕВ. 


Dividend. Price 
^—^——. Mavy 23, Riseor Yield 
1920. 1921. 1922. fall. p.e. 
Brompton Ordinary ..  ..  .. 12 12 5 — £s 0 0 
Charing Cross Ordinary... S s 8 9 6A + 2 6110 
do. do. do. 4À Pref. m 44 4i 3i — 6 0 0 
Chelsea 2, у, 6 6 Re fade 5 ба 
City of London d P ? 14 14 38/- — 774 
do. do. 6 per cent. Pref.... 6 6 22/6 — 5 6 @ 
County of London Жы A - 8 8 11 — $ 8 0 
do. do. 6 per cent. Pref.... 6 6 1 — 0 0 
Kensington Ordinary ee : 9 10 1% + З 707 
London Electric ,.. i ч a 24 4 2 + 6 0 4 
do. do. 6 per cent. Pref... 6 6 42 + À 664 
Metropolitan X C S an 1 7 5 +} 613 | 
do. 44 per cent. Pref.... 4% 44 33 == 60% 
St. James’ and Pall Mall a | 12 12 i — 5 Б 
South London D 25x А 7 7 3 — 800 
South Metropolitan Pref. ids " 7 ^ — > 5 lx ү 
Westminster Ordinary .. ...  ... 10 10 1% +3 615 q 


TELEGRAPHS AND TELEPHONES. 


Anglo-Am. Tel. Pref... 0... 6 6 103 4 3 516 € 
do. Def. 134 84/6 24 — 14% 
Chile Telephone ... M e Dur 6 6 6 — 416 6 
Cuba Sub. Ord. ... ne ats S 7 7 85 — R 45 
Eastern Extension :35 22 . 10 10 ]Mxd — # 5 6% 
Eastern Tel. Ord. x ie .. 10 10 190 xd — 14 55% 
Globe Tel. and T. Ord. ... РУ A 10 10 194 — В 5 6 0 
do. do. Pref. ne E 6 6 114 == 5 7 0 
Great Northern Tel.  .. к .. 22 4 . 9H — à 718 5 
Indo-European ... pss das m" 10 10 404 -— 6 35 
Marconi ER eh t Aes ae bse 25 15 21; + £x 65 2 U 
Oriental Telephone Ord. s .. 12 12 22 — *5 11 
United R. Plate Tel... и ied 8 8 74 — "5 6 5 

West India and Panama AP а Nil Nil 5l- — Ni} 

Western Telegraph se ide .. 10 10 lNixd — d *5 66 

HOME RAILS. 
Central London Ord. Assented ES 4 4 — 515 £ 
Metropolitan p T Tm А 14 91 454 + 3 419 0 
do District...  .. . .. Ni 1 374  —1 218 4 
Underground Electric Ordinary Р Nil Nil 21 — Nil 
do. dés c XM ILS s Nil Nil "s — Nil 
do. do. Income ee 2 4 904 == *4 19 5 
FOREIGN TRAMS, &c. 

Anglo-Arg. Trains, First Pref. M 54 194 Зл — 5 711 8 
do. do. 2nd Pref...  .. Nil BA JÁ 5 — à 720 
do. do. 5 per cent. Deb. ... 5 5 ёз3ха — 613 

Brazil Tractions.., Se А .. Nil Nil . 55 +6 Nil 

British Columbia Elec. Rly. Pee. ... 5 5 ноз +9 6 13 

do. do. Preferred .. 5 ӨЗ- 70 — | hl 6 
do. do. Deferred .. — 3 124/- "ni  — ИИ: 
do. do. Deb. ... «€ 41 4} Ti 44 5 10 5 

Mexico Trams. 5 per cent. Bonds  ... Nil Nil 71À == - 

do.  do.6 per cent. Bonds ... Nil Nil 364 = Nil 

Mexican Light Common e s. Nil Nil 221 -3 Nil 

do. Pref. ©... E» ч Nil Nil 52 — 9 Nil 
do. Ist Bonds a .. Nil 5 74h ENS 6 14 3 
©- MANUFACTURING COMPANIES. 

Babcock & Wileox " ze .. 15 16 3k +} 5238 

British Aluminium Ord. PE . 10 10 + + 4h -— 

British Insulated Ord. ... det un 15 15 21 ==: 753 

Callenders ... wa ее m PS 15 15 2 — 7749 
á 64 Pref. к E cae 64 64 c 14 сы 5 9 

Crompton Ord.  ... ЖЕ - ae 10 10 20/- —У/- 10 00 

Edison-Swan Sa - m x l0 — 5/- — -- 

do. do. 5 percent. Deb. See 5 5 (4 — 7 16 4 
Electric Construction ... Е "t 10 10 14 — 8 0 0 
English Electric... NE P Pss R 8 15-ха +94. 613 4 

do. do. Pref. ... Eo bos 6 6 1533 -— 611 6 

Gen. Elec. Pref. ... re A Me 6À 64 22:9 -— 51 3 
do. Ord. ... isa TE pa 10 10 2179 exe 9 11 10 

Henley - Кө M "E dis 15 15 234 — 4 753 

do. 4ÀPref. .. "T m wee 44 44 45% — 544 

Indin-Rubber EN Sa zc sc. dO — 3 — -— 

Met.-Vickers Pref. iu Mee чыл. QUAS ОҢ 3j — 6 8 0 

Siemens Ord. "" de "Y m" 10 10 j- —9d. "7; 2W 

Telegraph Co. | 20 20 26 — *4 12 6 


* Dividends paid free of Income Tax. 
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THE FINANCING OF ELECTRICITY SUPPLY UNDERTAKINGS. 


á | By C. W. 


Tue difficulties encountered in the financing of an elec- 
tricity supply undertaking, which are not present in 
such an acute form in any other industry, ‘create 
obstacles to that quick and successful expansion vital 
to manufacturing and domestic interests dependent 
upon electricity supply. Discussion of the questions 
arising, some of which have been recently raised, is 
therefore, opportune at the present time, when all sec- 
tions of the community are endeavouring to recover 
from the unfortunate effects of the late war. 

When considering such questions, other matters which 
are connected or interact therewith must necessarily 
be raised, but the introduction of these elements often 
obscures the plain facts, and if caution is not displayed 
distorts the final conclusions to such an extent that coin- 
parisons made between one method and another of 
raising, rewarding, and maintaining capital are ren- 
dered almost worthless. 

Everv undertaking to be successful must effectively 
deal with the following matters of first importance:— 


1, Provision of a reliable service throughout the 
supply area, so that electricity may be avail- 
able generally in sufficient quantities. 

2. Reduction of costs to make possible supply at 
such & low price that it will, apart from 
inherent advantages, successfully compete with 
other forms of lighting, power, and heating. 

3. Preservation of the plant, mains, and other 
assets in an up-to-date condition, replacing 
those obsolete, and maintaining those retained 
in use in the highest practicable state of 
efficiency. 

4. Extension and development in order efficiently 
to meet the increasing demands awaiting 
satisfaction. 


Behind every one of these questions is the need for 
a sufficient amount of capital, and starting with this 
às а base it must be granted that the future of the 
industry rests largely upon the amount of capital it can 
command. 

The cost of capital, like the cost of anything else, 
is obviously what 16 is necessary to pay to obtain 1; 
but it might help to be a little more precise. There are 
two components in capital charges:— 


1. The reward which the investor requires to induce 
him to allow his rights to be subrogated to 
others. | 

2. The maintenance of these rights, or, which is 
the same thing, conservation of the buildings, 
plant, mains, &c., representing them. 


In the case of companies, the first item is represented 
by dividends, or, what is often more to the point, the 
prospect of dividends. In the case of municipalities 
this item is covered by interest pavable. In both cases 
there is sometimes a further inducement by the offer 
of issues at a discount. 

The second item is always represented by provision 
against depreciation and obsolescence. Companies may 
allow for this by a general depreciation fund, while 
municipalities meet the needs by their sinking funds, 
which serve the same purpose. 

Having thus defined the conditions, consideration 
will be given to the same in some detail, examining the 
two aspects separately. 

Companies, in raising share capital, issue prospec- 
tuses, giving therein information calculated to persuade 
investors to acquire a part ownership of the concern, 
and the promptness with which money is risked in 
response will be considerably influenced by the divi- 
dends expected to be enjoved. Assume investment made 
and dividends received: well and good. It may be, 
however, because of trading losses, or the need for a 


of interest is offered. 


CHARLESWORTH. 


constant stream of fresh capital into the concern, that 
there are no dividends, and, indeed, no prospect of 
dividends; then the position 18 not so enviable. In 
the first case sharehoiders may, or may not, recover. 
In the second case they will probably be told that 1t will 
be wiser to accept the directors’ decision to divert any 
surplus towards extending the operations of the under- 
taking; and so time goes on, until, with shares possibly 
standing below par on the Exchange, and having received 
no return for a number of years, at least a doubt creeps 
into their minds as to whether, after all said and done, 
they might not have been better advised to offer their 
money under more definite conditions. This, however, 
does not always end the tale, as it may be found neces- 
sary after a certain point, with all surplus moneys 
locked up in extensions, to go into the market for fur- 
ther support, and obtain this by means of debentures 
having preferential rights. | | 

Turn now to the case of a municipality. А definite 
advertisement is made for money, and a definite rate 
The investor, on the one hand, 
having all the above facts in mind, and, on the other, 
appreciating the reliable security, 1s content to allow 
the use of his monev at a lower reward than would 
satisfy him under less certain conditions. It is a well- 
known fact, which can be abundantly proved by expert 
opinion and experience, that municipalities are able to 
command capital in larger quantities and at & lower 
rate of interest than companies. Companies, however, 
are in this position: Where they can raise capital by 
the issue of shares they are under no obligation to pay 
the reward expected, or, what is equivalent, to declare 
dividends. This is the great difference, so far as the 
reward of capital is concerned, between company and 
municipal undertakings, but—and here is the crux of 
the question—no company can continuously raise the 
large amounts of capital necessary for developments from 
time to time unless it does pay a dividend at a higher 
rate than the rate of interest obtainable from munici- 
palities. 

Dealing now with hea maintenance, or protection: of 
capital. “Fundamentally there is no difference whatever 
between a company and a municipality. In both cases, 
if the capital invested is to be preserved, the cost of 
the energy sold must include such a margin as will, 
within the economic life of the plant, equal the original 
amount expended upon it, less residual value. Com- 
panies are not obliged to make this provision, while 
municipalities are bound systematically to create the 
necessary reserve. This is the very essence of the 
matter. Companies may, and sometimes do, act on 
prudent financial lines, but municipalities are legally 
compelled to do so. In the one case the security may 
be preserved ; in the other case it has to be preserved. 
The straightforward procedure adopted by municipali- 
ties creates a strength ii to obtain in any other 
way. 

Capital invested in duties supply undertakings 
in this country has often been poorly rewarded in the 
past, and as experience largely affects investors it is 
useless in the long run to expect to be able to obtain 
money unless past anticipations have been realised. 
Provided definite terms and security are offered, and 
fulfilled, monev can be obtained. and there is no case 
on record where a municipality has failed to meet its 
obligations by wav of interest or repayments. Diff- 
culties encountered in offering sufficiently attractive 
and secure terms have been practically confined to com- 
pany undertakings. 

Electricity supply concerns are inherently handi- 
capped in their capital operations, because of a very 


low turnover, this being generally only around 20 per 


cent. per annum of the total capital expenditure, and 


eccentric a, 
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often less than that. The margin of safety is so very 
fine that unless the strictest precautions are taken the 
investment must be unattractive, and in any case very 
small hope can be held out of a return such as is possible 
in industries more fortunately placed. Thus one is 
driven to the conclusion that, with an investing public 
aware of the facts, and demanding a return sufficiently 
high to compensate for the uncertainty prevailing, the 
whole capital requirements of public electricity supply 
‘can be better met under conditions similar to those ob- 
taining in municipal circles than in any other way. 

Supplv developments in America have undoubtedly 
been very much more intense than in this country, but 
even there the same difficulties have confronted company 
undertakers, and attempts to overcome these have been 
made by inviting consumers to subscribe capital in some- 
thing like proportion to their demands for supply. A 
measure of success has attended such schemes, but it is 
with surprise one learns that similar steps have been 
necessary 1n the case of a British company. The general 
effect on electrical investments will be adverse, for 
raising monev in this way will be interpreted as a con- 
fession of weakness to command support in the monev 
market. If money cannot be raised publicly, the 
vebvious reason is that the security offered is not suffi- 
ciently sound. The logical extension of such an admis- 
sion is that our important kev industry cannot main- 
tain itself. | 

British financial methods have evolved out of our ex- 
tensive commercial experience to such a degree of 
soundness that throughout the world they are held in 
respect, aud immediately prior to the unprecedented 
upheavals caused bv the late war financial control was 
largely centred in England. This result had only been 
achieved after long and varied experience, in the course 
of which many propositions now put forward in newer 
countries as being novel were tried and found unsatis- 
factorv. It is felt that the defects of the proposition 
now upheld in certain quarters as ideal must be appar- 
ent to keen business men. Every industry requires to 
be careful of its capital, and application of anv portion 
to help outside concerns which are only able to utilise it 
to a less degree must entail a sacrifice. Assume a case 
where a company taking supply from а public under- 
taking is invited to subscribe £5.000 towards the 
capital commitments necessary to maintain the service. 
This amount will earn a turnover of. sav, £1,000. If it 
had been retained in the consumer's business it would 
probably have earned manv times as much, and thus 
have been more remuneratively emploved. In the one 
ease the maximum yield to be expected would be about 
9 per cent.. whereas in the other 10 per cent. or even 
more would have been possible; something like 5 per 
cent, will have been lost bv the consumer. Under these 
elrcumstances he would certainly have been well advised 
to take advantage of the facilities offered by municipali- 
ties for obtaining abundant and cheap supplies of. 
capital, and the position is accurately reflected in the 
necessity of paving 12 per cent. when money is obtained 
in other ways. 

Load factor improvement is certainly a more profit- 
able field in which to work, and the most successful 
means of dealing with the entire problem is to increase 
output per £ of capital expenditure, thus raising the 
vield or turnover and so placing the undertaking in a 
nosition to bear the additional costs necessary to obtain 
its new capital. The diversion of activities from the 
obtaining of new consumers on existing networks, or a 
further use of supply bv present consumers. or, what 
is very important, from a rearrangement of the load 
to reduce the expensive “© peaks ” that render economical 
operation so difficult, to the more limited field of obtain- 
ing capital support bv consumers cannot ultimately 
hring out the best results, 

Super-power stations have been the subject of much 
adverse criticism, but the aim of centralised generation 
does not appear always to be thoroughly appreciated. 
The common test applied: *'' Can enough coal be saved 
to warrant the capital expenditure? " does not exhaust 


the question, as the outlook of the industry will be 
limited unless local generation is supplemented by large 
power stations erected on sites capable of meeting all 
demands, having regard to the ever-increasing use of 
electrical methods, and with the ultimate view of elimin- 
ating local generation as and when its economic value 
disappears. It would, of course, be absurd immediately 
to scrap all existing stations and replace them by cen. 
tralised generation for large districts, but a careful 
examination of the reorganisation schemes before the 
Electricity Commissioners shows that this is not in 
tended. Development of existing sites to their economi: 
limit appears to be contemplated, with a provision for 
further development in the onlv sound way—by the 
selection and utilisation of suitable sites from which to 
meet the prospective heavy demands of the near future. 
Assume a group of undertakers, company and munici- 
pal, with separate power stations, the sites of which are 
all nearing economic saturation, and with growing 
loads to meet. Surely the best means of dealing with 
the situation is for these undertakers to combine and 
erect a common large station, contributing towards the 
capital cost in proportion to their needs. Generatio. 
efficiency would be increased, and capital cost per kilo- 
watt reduced. in this way. 

It seems rather biased to suggest that municipalitie 
would not be prepared to enter such schemes becan= 
thev might give other undertakers a chance of erone 
mising. The active support recently extended by th 
general bodv of municipal undertakers throughout tli 
country to the Electricity (Supply) Bill now before Par. 
liament, upon which the development of these schemes 1 
dependent, directly contradicts any such supposition 
With regard to the ratepayers’ interests, these mar. 
without anv chance of mistake, be assumed directly t» 
support the cheaper supply that would be made possili} 
in this way. 

Ап idea seems to be prevalent that combined sehere 
on Joint Electricity Authority lines may be unsuccessfui 
because investors will not supply capital unless it 
expenditure is wholly under the control of men nominate! 
bv them. The facts already outlined in this artic 
should dispel such notions. which ignore the princi! 
aims of private investors—to obtain reward and security 
The most effective way of meeting these aims is to operat 
on the lines which have proved so eminently succes i 
in the case of municipalities. 


THYDRO-ELECTRIC PROGRESS IN CANADA 


THe Dominion Water Power Branch of the Department af tt 


Interior, Canada, has published a concise. review of hydr- 
electric development in Canada during 1921. The difficult 
of adjudging progress during such a short nerind as a ver 
are spoken of. but it is stated that an additional 300,000 ^ v 
of plant was installed. This has taken place in spite of th 
continuance of adverse industrial conditions, but the optimist! 
note is present in a statement of belief that the denresson К 
gradually being raised. A comparison with the United Spt 
shows that Canadian development is greater, the 1?" 
figures being. 980 h.p. per head in the Dominion and % h^ 
in the United States. — Hvdro-electric work in Ontario ts 
been fully covered in nrevious numbers of this iournal. Mt 
other provinces have also gone ahead. In British Colnm™s 
the B.C. Flectric Railwav Companv installed, during 192. 4 
fourth 13.900-h.p. set at the Stave Falls nlent. Tbe Wanar™ 
Flectric Light & Power Co. placed a 900-h.p. unit in оре 
tion. Survevs and investientorv work have heen carried o 
upon the Bridge River, where it is estimated that 360,000 h.p 
is available at а distance of 130 miles from Vancouver. 

Tn Alberta. snrvevs for a development of between 8,0 аг“ 
10.00 h.p. at Take Minnewanka have proceeded. This § 
being developed quickly owing to the urgent need for power 
in Calgary. | „ 

Progress in Manitoba. during the vear includes the insta v 
tion of two units with a total outnut of 13,800 h.n. at t? 
Winnipeg municipal station: another unit of 6.900 h.n. 1$ ^ 
course of erection, bringing the total canacitv of the pant 77 
to 67.100 h.p. A new duplicate transmission line to the cil 
was also completed. The plant at the Du Bonnet Fs! 7 
the Winnipeg River is under active construction. The int 
installation will be two units totalling 56.000 h.n.. to be ultr 
mately extended to six units with a capacity of 168,000 hp. 
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ata cost of about $10,000,000. The Manitoba Power Commis- 
sion (в similar body to the Hydro-Electric Power Commission 
of Ontario has been active during the past year in extending 
its transmission system, and has now a considerable network. 

The Quebec authorities have carried out а great deal of 
beneficial work, including the creation of storage reservoirs in 

- several of the principal watersheds, which have proved of 
great assistance to the power companies of the province. The 

plant actually installed during 1921 amounted to 90,000 h.p., 

with 42,000 h.p. in process of installation. At Grand Mere 

the Laurentian Power Co. put in additional turbine capacity 
equalling 42,000 h.p., while a similar step was taken by the 

Shawinigan Water & Power Co., at Shawinigan Falls. The 

City of Sherbrooke increased the head of the St. Francis River, 

and added a 1,700-h.p. set, bringing its plant capacity up to 

4300 h.p. The Corporation d'Energie de Raphael started up 

anew installation of 3,600 h.p. on the Riviere du Sud, and the 

following industrial concerns also put new plant into commis- 
ion :—Messrs. Price Bros. & Co.. Ltd. (pulp and paper mills— 

17,600 h.p.); the Dominion Textile Co. (3,000 h.p., replacing 

an old plant); and the Lotbiniere Lumber Co. (1,680 h.p., on 
the Nicolet Falls). The Cedars Rapids Manufacturing and 

Power Co. had under way the addition of two new sets of 
JU, h.p. each, making its total installation 151,200 h.p. 

In New Brunswick, the Electric Power Commission pro- 
ceeded with the development of the Musquash River by the 
installation of plant to the extent of 11,000 h.p.. for the supply 
of power to St. John and Moncton; contracts are being nego- 
tiated for the annual supply of 15,000,000 kWh to the former 
and 5,000,000 kWh to the latter. The Bathurst Lumber Co.’ 
has had under construction at Grand Falls on the Nepisiguit 
River a plant of 13,500 h.p. for the operation of pulp and saw 
mills, and the supply of power to the district; 9,000 h.p. was 
put into working during 1921. The Electric Power Commis- 
sion has arranged to take a bulk supply from this plant, and 
has completed a 33,000-V transmission line, 40 miles long. for 
the purpose. 

Under the direction of the Nova Scotia Power Commission, 
a plant with an ultimate capacity of 15,000 h.p. is being 
erected at St. Margaret’s Bay, and is now ready to deliver 
6600 h.p. to Halifax when the agreement has been made. 

The Yarmouth Light and Power Co. has practically coni- 
pleted the rebuilding of its 150-h.p. station, which was 
destroyed by fire. 
for a development of 30,000 h.p. at Sheet Harbour to supply 
New Glasgow, Stellarton, Trenton, &c.. and for two develop- 
ments of 7.500 h.p. and 1,200 h.p. at Bear River. 

The Dominion Water Power Branch, after careful study of 
the water-power laws and regulations in all parts of the world, 
las framed a new set of regulations for the water-powers of 
Western Canada, and this was published during 1921. 

Prominent in the investigatory work carried out during the 
vear was the survey of the St. Lawrence River by Messrs. 
Wooten & Bowden for the International Joint Commission. 
Three complete alternative schemes for the utilisation of the 
full power of the St. Lawrence were submitted. There are 
now 570 stream measurement stations regularly maintained on 
the principal streains from ccast to coast, in addition to those 
inaintained by the province of Quebec. 

On the Slave and Hay Rivers, special investigations have 
heen carried out, as a result of which a development of 300,000 
h.p. on the Slave River has been outlined, and another of 
JU.000 h.p. has been found possible on the Hay River. 

It is estimated that, but for Canada's water-power, she 
would have to import coal at a cost of $146,500,000 per annum. 
The capital invested in hydro-electric undertakings is about 
59534 ,000,000. 

A later report of the Water Power Branch gives the most 
up-to-date statistics of available and developed water-power 
resuurces throughout the whole of the Dominion. The basis 
and methods of computing potential resources are most con- 
servative; only those rapids, falls, &c., are listed whose 
actual existent drop or the head possible of concentration, is 
definitely known or well-established. The power estimates 
are based on the 24-hour power at 80 per cent. efficiency, and 
are calculated for "ordinary minimum flow” and "estimated 
llow for maximum development." The recorded power avail- 
able throughout the Dominion under conditions of ordinary 

minimum flow is 18,955,000 h.p. The estimated flow for 
paximum development gives a figure of 32,076,000 h.p., to 
е depended upon for at least six months of the year. The 
Water wheels and turbines installed only utilise 2,763,000 h.p. 
As it is estimated that a turbine installation of 41,700,000 
could be accommodated by the existing power, it will be 
Mur that omly 6.6 per cent. of the recorded resources is being 
is The 9,763,000 h.p. at present in use is distributed as 
я ows: Central electric stations for general purposes, such 
oh the operation of tramways, for supplying mines, electro- 

emical and electro-metallurgical industries, the operation of 
i and pa.per mills, and for general industrial and domestic 
used 2,013.000 h.p.; installed in pulp and paper mills, ana 

m addition to 161,000 b.p. from central stations, 476.000 
Th ; installed in other industrial establishments, 274,000 h.p. 

e size of the generating sets employed ranges from 10 to 
that -P.; the average ів 3,077 h.p. It is of interest to note 
develo regards central stations, privately-owned stations 

duced | 1,449,000 h.p., as compared with 564,000 h.p. pro- 
у publicly-owned stations. 


Detailed investigations have been continued : 


PROTECTIVE" APPARATUS FOR TURBO- 
GENERATORS. 


DISCUSSION AT MANCHESTER. 

Mr. J. A. Kuyser read his paper on the above subject (an 
abstract of which appeared in our issue of May 12th) before 
the NORTH-WESTERN CENTRE of the [NsTITUTION OF ELECTRICAL 
кь оп April 4th, and during the discussion that fol- 
owed, 

Mr. G. А. CHEETHAM said that the Merz-Price system un- 
doubtedly had some disadvantages, but it had proved. its 
eflicacy in service. The figure of 100 per cent. full-loud 
current for the setting of the relays undoubtedly referred to 
some very antediluvian equipment. It is possible now to 
give 15 per cent. of full-load quite easily without any danger 
of the gear tripping under overload conditions. The trouble 
when 1 per cent, settings had to be given on relays was 
due to the fact that designers had not recognised that current 
transformers could not be readily balanced when the trans- 
formers were working on a very low portion of the magneti- 
sation curve, and the remedy was provided by increasing the 
impedance of the relay circuits, so that the transformers 
worked higher up the magnetisation curve. When the full- 
load current of a machine was low it was possible to obtain 
Merz-Price gear which would give better protection than self- 
balancing gear. Under normal conditions self-balancing gave 
a lower fault section than the Merz-Price gear, but within 
the last year or so there had been introduced an improved 
scheme in connection with Merz-Price apparatus, which con- 
sisted of two relavs connected on the phase relays, giving & 
higher setting, which was susceptible to faults between phases 
and one other relay of low setting which was susceptible to 
earth faults only. It enabled designers to give Merz-Price gear 
protection at 74 per cent. instead of 15 with an earthing re- 
sistance which passed full-load current with a dead earth on one 
phase. Again, with regard to self-balancing gear, when there 
Was a joint in the iron circuit of the protective transformer 
very great care had to be taken with regard to the position of 
the leads. The joint, of course, was a convenience, ав It en- 
abled the transformer to be built round the cable, but it was 
a е and on Ње whole it was better to avoid the 
joint. 

One of the principal disadvantages of self-balancing gear 
was that the connections had to be brought up by cable to 
the switch gear cubicle if protection of the whole of the cable 
was to be obtained. That certainly was expensive, and it 
was usual in such cases to use a shunt cable, or some other 
arrangement of that type. and put the balancing transformers 
at the machine terminals, and not in the switchgear cubicle. 
It was quite true that additional protection was given by the 
new mid-point protective gear (protection between turns). 
but two disadvantages of that scheme were the utilisation of 
potential transformers and that the generator terminals were 
not protected. 

Mr. H. C. Lams thought the paper illustrated the difference 
between the point of view of the designer and that of the 
power engineer. ‘The designer was pre-occupied with making 
his design as perfect as possible and, when that was done, 
with introducing automatic devices which would prevent the 
complete destruction of the machine in case a fault did 
occur; but the power engineer had a third consideration, 
which was equally important; he must, under all circum- 
stances, so far as possible, maintain the continuity of the 
supply. i | 


To avoid any interruption through the operation of 
some automatic gear for no proper cause the engineer fought 
shy of many automatic devices. That was why he liked two 
links in connection with the automatic cutting out of the 
generator field—not because he imagined that any harm 
would come to the generator if the field were cut off. He 


was reluctant, for the same reason, to make dampers on the 


generators automatic; there were advantages in having them 
operated by hand, provided that easy means were there for 
tripping them in case of need. No power engineer would 
contemplate an automatic steam connection to his generators; 
that might be a very good thing, but very adequate precau- 
tions would be necessary to ensure that it did not cause the 
breakdown of the generator. 

In his list of causes of damage to h.p. windings Mr. Kuyser 
had omitted one. i.e., mechanical faults on rotors. He agreed 
as to the advantages of the closed-air system, but there was 
a difficulty in stations which were not situated on a river 
side, because in summer the temperature of the cooling-tower 
system was too high for generator air cooling. The pressure 
of the water inside the cooler should be below atmosphere. 
because if that were not the case some day or other a leak 
was sure to occur, and would be itself the cause of break- 
down. 

Mr. Kuyser's new system of mid-point protection no doubt 
had something to recommend it, but it came too late in the 
day. In these days there should not be any faults between 
turns. One objection to the system was the use of potential 
transformers. A breakdown of the winding or the blowing of 
one of the protective fuses of the transformer would cause 
the relay to operate and cut the generator out. No power 
engineer would contemplate installing the system where two 
generators would be cut out in case of a fault on one of them 
only. Mr. Kuyser finished up by saying: “ It is questionable 
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whether the complete protective system outlined above is 
necessary, as a fire can usually be prevented if the main field 
is ' killed' instantaneously.” That was what they should 
all aim at. 

Mr. G. A. JUHLIN pointed out that Mr. Lamb's third point 
of importance to the power engineer was equally important 
to the designer. He might not always succeed in. produc- 
ing a machine which would give no trouble and, therefore, 
no interruptaon of the supply, but failure was not due to lack 
of endeavour. As regarded insulation, one of the big troubles 
had been dampness. A machine, which had been standing 
for the Christmas holidays, when started up broke down at 
approximatelv half voltage. The fault undoubtedly was bad 
-sweating, and it could only be ascribed to the fact that the 
discharge from the machine was taken outside the station. 
So, while one might deprecate the use of dampers there was 
no doubt that they had their proper place in the complete 
system of protective machines; a number of operating engi- 
neers had adopted the automatic damper so as to protect the 
machine against fire. One source of trouble which was 
prevalent was the use of Empire tape which was of a very 
poor mechanical nature. Since the adoption of mica tape on 
the end windings troubleg of that kind had ceased altogether. 
String for bracing the end connections was not of the 
slightest use. | Mid-point protection had probably come a 
little too late, but there was a considerable number of small 
machines being installed for private installations and, in 
addition to that, the scheme was applicable to transformers 
which needed protection between turns. The only satisfac- 
tory means of obtaining quick protection of the field was by 
connecting the field with the generator itself. 

Мг. Н. A. Ratcnirre said that in the mid-point protective 
gear described in the paper the potential transformer seemed 
to be the great weakness of the system, and would be quite 
sufficient to condemn it so far as he was concerned. Another 
method of protection in the case of a machine having dupli- 
cate windings was somewhat like the arrangement shown 
in the author's fig. 7, except that instead of two mid-point 
tappings and a coil bridged across them, the two ends of the 
windings were taken out in opposite directions through a 
ring transformer and given exactly similar balance to the 
Merz-Hunter system for cables. The function of most of 
these protective devices was to save time when it was a matter 
of burning out, and so eliminate the time lag inseparable 
from the human element. In other words, the gear must he 
more reliable than the human element, and more reliable 
than the plant which it had to protect. Protective svstems 
might be overdone, and might reach a point where the 
continuity of the supply was imnerilled. 

The CmnaimMaAN (Ald. W. Walker) read a communication 
from Mr. D. S. Paxton, who endorsed Mr. Kuvser’s views re- 
garding the shortcomings of both dry and wet air filters. 
Machines fitted with wet air filters invariably showed a 
lower insulation resistance than the other generators. Dry 
filters of the cloth-pocket tvpe. on the other hand, were cum- 
bersome and required frequent attention. A recent introduc- 
tion to this country was an intermediate tvpe of air filter, 
which consisted of a series of compact cells carried in an 
angle-iron framework which could be built into the generator 
foundation, or the outer wall of the building, each cell con- 
taining a large number of small thin copper-plated steel tubes 
or nipples, on the surface of which was a thin film of very 
high flash-point, highly viscous oil. which formed the cleaning 
medium, and extracted dirt, dust. and excessive moisture 
from the air; it was claimed that drastic tests had clearly 
demonstrated that oil would not be carried over on to the 
alternator windings. A closed-air system undoubtedly offered 
advantages where the necessary large volume of cooling water 
was available, Tt could not be altogether accepted, however, 
that the only dirt that could be deposited in the machine was 
that contained in the original volume of air in the cireulating 
svstem. The svstem would not be hermetically sealed, and 
there was bound to he a certain amount of “ breathing ”’ 
action, in the course of which some additional dirt would 
doubtless find its wav into the ducts. Provision for this 
breathing action should be made at some definite point in 
the air circulating system, preferably in the sides of the 
straightest and longest section of the air duct, and should 
take the form of one or two cells containing the ail Glm 
filtering medium. The cells. being placed with their faces 
parallel to the direction of air flow, would not cause any m- 
flux of air under normal circumstances, but would permit the 
air volume balance to be maintained during expansion and 
contraction through a regulated path which would clean the 
make-up air, instead of permitting it to find its way in 
through devious paths, carrving dirt with it. Where insuffici- 
ent cooling water was available to permit the use of the closed- 
air system, the oil-film filter in conjunction with a svstem 
of air dampers, as recommended bv the author; should give 
equal security against fire risks. In fact, the oil-fiülm filter 
might be regarded as preferable even to the closed-air svstem, 
as with the latter there was some possibility of water leakage 
from the cooling coils causing moisture to be deposited on 
the alternator windings. 

Mr. S. FERGUSON explained that the paper did not рау anv 
attention to faults which might attack a generator from the 
ontside. A fair proportion of breakdowns occurred through 
surges on the cable system (which were harmless as such) 


but on entering the windings of the generator, due to the 
change in impedance causing a high voltage rise, they broke 
down the end turns. External reactance would take the bump 
instead of the machine in such cases. A simple form of pro- 
tection which had not been mentioned by the author was the 
l'erranti-Field. system, which had several advantages. There 
had been a tendency for machine builders to call for neutral 
earthing resistance to very heavy currents to oppose the 
normal current of the machine. Had it been fully appreciated 
what the shock was to the system? А neutral resistance 
with negative temperature coefficient, which passed a limited 
current at starting and gradually increased, due to the heat 
developed, was an advantage. There was great need for 
simplicity in protective gear; often some link in the protec- 
tive gear failed to operate at the correct time. Personally, 
he was very desirous of eliminating all relays and operating 
directly with the fault current on to a trip coil on the oil 
switch, having a mechanical arrangement to effect the power 
reduction. The author's new scheme of protective gear 
seemed rather too complicated to be of value, especially as 
it was difficult to conceive a fault between turns which did 
not go to earth. 2: 

Mr. J. FRITH remarked that hardly a speaker had refrained 
from running down potential transformers, and he coupled with 
them what was only one stage hetter. current transformers. 
Why should they have nine-tenths of their troubles with 
those appliances? Had the author thought of eliminating the 
oxvgen from the circulating air? Nitrogen and СО, were 
cheap enough. Why not keep a stock? It would effectually 
prevent a fire being started in the alternator, and would 
overcome some of the troubles that had been mentioned. 

Mr. В. Townenpb thought that if the machine was of very 
small capacity a series winding on the exciter was really’ 
necessary. Р 

Mr. Е. P. Нил, mentioned that he knew of trouble 1n ал 
enclosed set for which the air was drawn from outside the 
power house, and during the cold weather it became very 
cold after leaving the wet filter. That caused the outside o! 
the end belts of the turbo-alternator to drip with moisture. 
which was drawn along with the air into the ducts through 
various small openines in the joints. Tt was safer, therefore, 
to draw іп the air from the engine-room until the whole 
machine reached a temperature high enough to prevent con- 
densation. 

Mr. J. H. Boucwanan thought it his duty to say something 
on behalf of the makers of potential and current transformers. 
The maker had a certain difficultv in supplying the appara- 
tus which he thought best: in the majority of cases much 
more importance was attached to an increase in the cost than 
to anything else. It was impossible for a manufacturer to 
supply the large variety of transformers that would meet 
every specification. The result was that he was in a way dis 
couraged from spending monev in developing designs which 
would appeal to comparatively few people. It was worth 
remembering that the best results could not always be obtained 
when the transformer was used both for protective gear and 
for working instruments: the best results were always oh 
tained by keeping protective gear and instruments quite 
senarate, 

Mr. J. A. Kryser, in reply to points raised during the dis 
cussion, said he had not made any extravagant claims for 
the mid-point protective gear: it was put forward tentatively. 
Whether it was necessary to protect between turns was a 
debatable question. Tt was certainly a good point to have 
the pressure in the cooler below atmosphere. though a smel! 
amount of leakage would, perhaps, not be disastrous if dis- 
covered in time. Another point in connection with the air 
cooler was that the system must be made air-tight. It had 
been said that mid-point protective gear came too late be- 
eause there were now no faults between turns, but such 
faults did occur. The dampnin^ effect was rather an import. 
ant point. Tt would he desirable to have a laminated rotor 
with infinite resistance in the damping circuit, and to have 
discharge resistance which would give the maximum voltage 
which it was considered the winding would stand. Thst 
would give the maximum speed one could obtain, but unfor- 
tunately that was not possible at the present time. 


eI TI ET TD 
_———————————-<— 


Gyroscope for Liners.—A test of a huge gvro-stabiliser. 
designed to prevent the rolling of ships, was witnessed at the 
Philadelphia. works of the Westinghouse Electric & Manufae- 
turing Co. recently bv representatives of shipping companies. 
The test was declared to have been a pronounced suecess. It 
was said that by using the device passengers would be еп. 
abled to walk on the decks, regardless of rouch weather. The 
stabiliser, which weighs 120 tons, is to be installed in the 
Shipping Board steamer Hawkeye State, plying between 
Baltimore and Honolulu. It is said to be the largest ever 
constructed and the first one to be placed in a large passenzer 
vessel. The gyro-stabiliser attained during the test an aver- 
speed of 10 per cent.. or 880 revolutions a minute. The aetion 
та controlled by small gvroscones along the sides of the vessel. 
These register the direction of the roll and automatically start 
the hig stahiliser wheel revolving in the direction necessary 
to counteract the motion of the ship.—Reuter’s Trade Service 
(Philadelphia, U.S.A.). 


- 
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THE INTERNATIONAL TRANSPORT CONGRESS, LONDON. 


WILE the numerous forms ої transport received à great deal 
of attention at the Congress recently held by the Institute 
uf ‘Lransport, the scope of the proceedings was enlarged to 
bring in a number of other matters which had a bearing, in 
оше way or another, upon the main question. For instance, 
on the first day (May Lith) Capt. M. Riall Sankey, C.B., 
C.B.E., lecturea on |“ Wireless as an Aid to Transport,” and 
dealt with bis subject in a very broad manner. He reviewed 
the many uses to which ^" wireless 1s put for marine pur- 
poses, Such as communication, direction-linding, бе. Iu this 
connection he displayed a slide showing one ot the cominuni- 
cation charts issued by the Marconi Co. each month, on which 
the sailings of various large transatiantic boats were Jndi- 
cated. By what was perhaps merely coincidence the chart 
shown was dated ©“ April, 1912," and the first and only voyage 
of the Titanic was marked upon it. By means of other lan- 
tern. slides, Capt. Sankey gave his audience a good under- 
standing of the nature of the wireless equipment carried. by 
ocean-going vessels. The usefulness of direction-finding was 
illustrated by the case of the Norwegian steamer Ontaneda, 
which was recently driven out of its course and disabled 
by a gale. The captain endeavoured by means of " wireless ”’ 
to give his direction, found by dead reckoning. His message 
was picked up by the British steamer Fanad Head, which dis- 
covered, by means of its Marconi direction finder, that the 
Untaneda's true position was 90 miles from that calculated 
by the captain. In the meantime several vessels went te the 
indicated position and could find no trace of the Ontaneda. 
The speaker made mention of the recently-invented wireless 
“beam,” for warning ships of approaching danger in fogs 
or rough weather. Reference to work in this direction was 
made by Mr. C. S. Franklin in the paper on." Short-wave 
Directional Wireless Telegraphy,'" recently read before the 
Institution of Electrical Engineers. The use of " wireless "' 
in aircraft Communications was then touched upon, and it 
was shown that direction-giving was a most essential require- 
ment 1) eross-Channel flights, where fogs were of such fre- 
quent occurrence. The application of wireless telegraphy and 
telephony to road transport was a question of a widely different 
nature. Capt. Sankey thought that when organised traftic 
systems, owned by responsible authorities came into being, 
the method might be employed to give instructions. to 
drivers from a central position. Telephony would, in this 
case, be preferable to telegraphy, as it would not be neces- 
sary for drivers to learn the Morse code. Poth transmission 
and reception were used at present in the transport sec- 
tion of the Army; the transmitter was capable of being 
used for both telegraphy and telephony. The Marconi 500- 


W equipment for this purpose was a good example of its. 


kind. With 30-ft. aerial masts, the guaranteed range for 
telephony was 70 miles, and for telegraphy 200 miles. There 
appeared, however, to be little scope for wireless in lamd 
transport as compared with its use at sea and in the air, 
and probably the Postmaster-General would show rea 
sentment at its extended use for land transport purposes. 
In conclusion, Capt. Sankey briefly mentioned American 


. experiments in the use of wireless on trains, of which little 


definite information was available. In the short discussion 
which ensued, Mr. Roger Smith disclosed some details of 
experiments made on the Great Western Railway in 1919, 
by the military authorities. A transmitting set was fixed 
at Woolwich and a 120-W c.w. receiving set was installed 
in one coach of a train running from Paddington to Bristol. 
Ung a wave-length of 1,150 m., good telegraphic signals 
were received over the whole of the journey. The receiving 
aerial was on a 2 ft. 6 in. square frame. Some trouble was 
experienced from R.A.F. signals which employed approxi- 
mately the same wave length, and atmospherics also made 
their presence felt. In tunnels and cuttings and over bridges 
there were slight interruptions. Subsequently, similar ex- 
periments were made on the Paddington-Fishguard route, 
а length of 260 miles, and good results were obtained. Мг. 
Smith emphasised the fact that the substitution of wire- 
less for line signalling was out of the question: its only use 
would be for commercial purposes or amusement. Mr. Nash 
Warned the audience that the wave-lengths remaining avail- 
thle were rapidly diminishing, and said that if the use of 
wireless. for land transport was contemplated efforts should 
be made to reserve wave-lengths. This speaker also sug- 
gested the use of “ wired wireless," but Capt. Sankey said 
that this was outside the scope of the paner—not being 
“wireless ’? in the correct sense of the word. Col. Cortez- 
Leigh added to Mr. Smith's information seme particulars 
of experiments in wireless telephony made by the Marconi 
Co. on the T. & N.W. Railway in 1920. In this case 
а transmitting set emploving 50-ft. aerial masts was mounted 
on the ton of Buston station and a similar instailation was 
erected at Crewe. 158 miles awav. At times speech was 
perfect, and Col. Cortez-Leigh thought that the svstem would 
be of use in the event of the interruption bv storms of 
ordinary means of communication. Tt would certainly not 
supplant the present system of signalling. 


. little vague, because the paper was virtually 


On the same morning more definite proposals were put 
forward by Col. U. H. Óressey, U.D.r.., 10r Ше Improvement 
ot hignway design to meet the altering circumstances brought 
about by the ever-growing number of mechanically-propenied 
vehicles used for transportation purposes. Тһе horse 18 
rapidly disappearing from our roaas, and it is certaig that 
the roads which were good enough for horses will never be 
abie to “stand ир” to modern means of transport. Col. 
tíressey gave some particulars of the great umount of work 
bemg carried out upon roads all over the country, making 
special reference to those in the London area. ‘Lhe speaker 
expressed sympathy with those local authorities who had 
to bear the increased maintenance costs engendered by grow- 
mg trafic which did not benefit them, but did not mention 
the burden carried by tramway authorities, which рау tor 
the repair of damage done by other people. Lord Montague 
of Beaulieu said tliat the construction of suitable roads was 
a matter of finance. Given the necessary, funds they had 
the engineers to carry out the work. Тһе money should 
certainly be granted, for the prosperity of the nation largely 
depended upon its roads. 

SIR CYRIL KIRKPATRICK read a paper on “ Recent. Improve- 
ments in Transport Facilities in. the Port of London," in 
which he drew attention to the numerous ways in which the 
handling of goods at the port had been facilitated. ‘The mag- 
nitude of the Authority's work is not generally realised. The 
speaker showed that there was usuallv in store 20,000 tons 
of meat, 84,000 tons of wool, 36,500 tons of tobacco, 300,000 
tons of timber, 15,000 tons of tea, as well as buge quantities 
of other goods. The various docks and wharves were dealt 
with, and mention was made of the George V Dock, with 
its excellent electric lighting, the electrically-operated bas- 
cule bridge, bearing a public road over à lock, and its elec- 
tric cranes. The speaker described the electrical pumping 
plant for maintaining the water level between the George V, 
Royal Albert, and Victoria Docks, comprising 245 acres of 
water area. There were three 70-in. diameter centrifugal 
pumps, driven by 6,000-V a.c. motors. These pumped about 
162 million. gallons per hour for the three hours preceding 
and the three hours following high-water. An interesting 
feature of the plant was a long-distance electrical tide 
gauge, by which a combined diagram was drawn of the level 
of the water in the docks and the river simultaneously., The 
drv dock at the George V Dock, 750 ft. long, 100 ft. wide, 
and 35 ft. deep, could be emptied by its electrically-driven 
centrifugal pumps in three hours. As a rule the cranes used 
in the Port were 3-ton electric cranes, with а radius of 60 ft., 
and equipped with апи arms. То overcome the difficulty 
of obtaining an increased outreach without swinging the 
load through a larger radius, two '"I"-headed cranes had 
been built experimentally at the George V Dock. These 
cranes travelled just as the others, but the "''"T'-head re- 
volved in a complete circle, and on the top was a 3-ton 
travelling crane of small radius. It was anticipated that a 
great deal of time would be saved by this means. Electric 
trucks were in extensive use throughout the docks. 

On May 18th Mr. NEVILLE CHAMBERLAIN, M.P., read a paper 
on ''Inland Water Transport: A Practical Policy," in 
which he advocated central management and control; 
properly-equipped terminal facilities, with ample storage 
Space; and regular services. He suggested the grouping of 
the navigable rivers and canals into seven sections, each 
controlled by a trust. 

Sir Јонх THORNYCROFT, in à paper on “ The Future De- 
sign of Road Vehicles for Passenger and Goods Services,” 
sud that he did not consider that the railless trolley 
vehicle would ever be extensively used for the carriage of 
goods, but it would probably have considerable scope for 
passenger work. The only satisfactory substitute for gear- 
box transmission was the petrol-electric system. 

A paper by Prof. J. CARLIER, of Liége University, upon 
" Foreign Railway Practice," was read on May 19th. As the 
chairman (Sir I. Thomas Williams) said, the title was a 
a review of 
attempts to find a more efficient haulage than that provided 
by the modern steam locomotive. The paper opened with a 
comparison of costs of operation and the capital charges aa 
between steam and electric working. -The statements made 
agreed very closely with those put forward by Sir Vincent L. 
Raven in his recent paper on main-line railway electrification, 
putting the coal saving by electrification at from 50 to 66 
per cent. under the ordinary conditions obtaining in. Europe. 
The Chicago, Milwaukee and St. Paul Railway was given a 
great deal of attention, but Mr. Roger T. Smith, in the sub- 
sequent discussion, said that this was hardly typical, as not 
only was hydro-electric energy employed, but the conditions 
were vastly different to European conditions. The author 
thought that only those countries with abundant water- 
power could carry out Immediate electrification. Others not 
so situated would be advised to wait until it was seen if the 
present steam svstem could be improved. Although electri- 
fication was eminently satisfactory as regarded efficiency and 
economy in working, it involved heavy capital charges. In 


a Ey 


752 


THE ELECTRICAL REVIEW. 


(Vol. 90. No. 2,322, May 26, 1999, 


this connection, however, Mr. Roger Smith suggested 
following the present-day policy of British railways in re- 
placing locomotives out of revenue. It was admitted, he 
said, that an electric locomotive could do the work of two 
steam locomotives, and it should be possible to purchase one 
electric engine for each pair of steam engines relegated to 
the scrap-heap; money would actually be saved in this way 
to pay in part for the electrification of the permanent way. 
The paper went on to say that there might be expected a 
keen competition in the future between electric traction and 
other forms of traction, including the application of the 
Diesel engine to locomotives, in which direction шашу ex- 
periments had been made. Then there were possibilities in 
steam-electric or petrol-electric systems; previous develop- 
ments of this nature were dealt with in the paper, starting 
from the ‘‘ Heilmann " system, tried in France in 1898. This 
was found to be uneconomical owing to the use of a non- 
condensing engine. An improved form of the “ Heilmann ” 
locomotive, the '' Reid-Ramsay,’’ was tried in England in 
1908, but the same deficiency barred its adoption. The 
Ramsay Cqndensing Locomotive Co. had recently put under 
test a turbo-electric locomotive, which seemed full of promise. 
This appeared to effect a fuel economy of 50 per cent. as com- 
pared with the ordinary steam locomotive. The ordinary 
' turbine-driven locomotive -involved the problem of satisfac- 
tory speed control, but the system was certainly simpler than 
the ‘‘ generating station on wheels” system, which badly 
impressed the locomotive engineer owing to its complication. 
The author expressed the opinion that the substitution f an 
internal-combustion engine for the steam turbine would give 
more satisfactory results, and instanced examples of  ihis 
type of locomotive, such as the ‘‘Diesel-Sulzer,”’ the 
“Strang,” the “Pieper,” and others. He suggested that if 
such a system were employed it would be advisable to use a 
third rail, by means of which the surplus energy ^f one loco- 
motive might be used upon another. An alternative to this 
was the employment of accumulator batteries on the en- 
gines. In conclusion, the opinion was put forward that 
electrification would be seriously handicapped by the 
improvement of independent forms of traction indicated. 
The Chairman said that he thought that, except in the 
most exceptional circumstances, electric traction was not a 
paying "'proposition." An American railway © statistician 
had told him that the Chicago, Milwaukee and St. Paul rail- 
way was one of the most expensive in the United States 
owing to its heavy capital charges. He had been impressed 


by experiments in petrol-electric traction, which he had seen 
in Hungary. 

Following this paper, Col. J. W. PRINGLE, C.B., read a 
paper on '"'Safety ' in Railway Operation," in which he 
analysed the statistics of railway accidents. He found. that 
about 20 per cent. of serious accidents were due to defects 
in equipment, while 80 per cent. were attributable to the 
failure of the '' human element." About 25 per cent. of the 
human errors were on the part of signalmen; the only effec. 
tive remedy against these was track-circuiting, which had 
the advantages that, for normal working, there was no 
occasion to provide signalmen with a means of release for 
the electrical control (as in the case of token working); and 
that the presence of any vehicles left behind in the protected 
area, owing to trains being divided or being forgotten in 
shunting operations, was continuously detected. Automatic 
train control would have obviated at least 33 per cent. of 
the 200 serious accidents analysed by the author; the advant- 
ages in the direction of safety obtained by means of this, 
continuous track-circuiting, and automatic signalling were 
evidenced by the experience obtained on the London ''Under- 
ground’’ system. There had been cases, however, to prove 
that there was still room for improvement upon the best. 
equipped lines. 

Mr. бег wav said that he did not think automatic train 
control would be received with favour generally owing to its 
cost and offsetting disadvantages. An endeavour should be 
made to improve the human element by proper training and 
supervision. 

Mr. J. P. Tuomas, of the '' Underground ” railways, said 
that a number of the accidents classed as '' reasonably pre- 
ventable " were due to faulty material, and there was a need 
for better testing arrangements. He said that detonator fog 
signals had been supplanted on the ''Underground " by 
powerful electric lamps in connection with the track circuit 
system. By means of automatic signalling it was possible to 
cut off the power in a section. from 15 to 90 seconds, and 
this was being reduced to 10 seconds. 

In the evening, at the Royal Society of Arts, Mr. F. V. 
RussELL, C.B.E., lectured on ‘*‘ The operation of heavy 
suburban passenger services on a steam railway, with par- 
ticular reference to density of service, terminal and other 
facilities.”’ ; 

Saturday, May 20th, was devoted to visits, which included 
an inspection of the L. & N.W. Railway power station at 
Stonebridge Park. 


NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
i 3f considered of sufficient interest. 


A Versatile Machine Tool. 


A New York firm, the TRIPLEX MacHINE Toot CORPORATION, 
has designed a bench-type machine tool which can be used for 
a number of purposes. This consists of a heavy slotted bed- 
plate, upon which is mounted a standard or column. On the 
latter a swinging carriage, capable of vertical adjustment, 1s 
fited. The vertical movement of this carriage is made by 
means of a substantial screw. Upon the top of the standard 
is a quadrant, marked off in half-degrees, upon which is 
mounted the headstock. The spindle is driven through gears 
by a motor mounted upon the machine; this permits the 
head to be fixed at any angle upon the quadrant. There are 
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Tue ‘‘ TRIPLEX " MACHINE TOOL. 


Fia. 1.—IN USE 
AS A DRILL. 


six spindle speeds, ranging from 90 to 1,150 r.p.m. Fig. 1 
shows the machine adapted for drilling. In fig. 2 end-milling 
is being done, the work being fixed on a slide-rest running in 
the slots in the carriage. Fig. З shows the '' Triplex " machine 
in use as a lathe; in this case a special tail-stock 1s employed. 
Screw-cutting can also be carried out by the machine. The 


work is held in a chuck or spring collett, and while the spindle 
is revolving a handle holding a nut segment is placed in con- 
,tact with a master screw, so that the spindle is caused to feed 
forward, while the cutting tool remains stationary. At the 
end of the thread cut the nut segment is automatically thrown 
out. Internal threading can be performed in the same way. 
We are indebted to the Scientific American for the illustra: 
tions and particulars of this machine. 


The ‘* Partridge ° Pressure Detector. 


The safety of power station operators is a prime considera- 
tion in the work of electricity supply, and many methods and 
means are in use to ensure the immunity of employés frow 
shock. The device described below is not actually a new one, 
as the London Electric Supply Corporation, Ltd., has employed 
it for the past 12 years, but we do not think it is very well 
known outside the Corporation’s system. This pressure di 
tector, which was devised by Mr. G. W. Partridge 
to give both visible and audible evidence of danger, consists o 
an air condenser with suitable holding arrangements and 4 
sparking point. The condenser is formed by a copper cylin- 
der mounted upon a steel rod; one end of the latter forms the 
sparking point, while the other is attached to an ebonite roi 
recessed into the handle. Surrounding the cylinder is 3 
cylindrical case of thick micanite, the top and bottom of this 
being formed by wood bushes. The type described 5 
suitable for detecting pressures up to 11,000 V. Above this 
pressure, up to 60,000 V, a special double insulating shield 1 
fitted between the micanite cylinder and the handle; for tbe 
higher pressures additional safety is ensured by using a 100 
bamboo wand in place of the handle. 

When it is desired to ascertain if current-carrying parts are 
“ alive," the steel point of the detector is placed on a bare part 
of the circuit, and, if the circuit is subject to an electrica! 
pressure, a static spark will be drawn when the point is re 
moved. Where gear is totally enclosed, a small aperture can 
be cut in the insulation of one of the connecting cables for 
testing purposes. 

The efficiency of the device was recently demonstrated to 
us at the works of the WESTMINSTER ENGINEERING CoO., LTD. 
Victoria Road, Willésden Junction, N.W.10, this company 
having taken up the manufacture and sale of the detector. It 
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that sufficient audible and visible indication of a 
aes low as 2,000 V could be obtained ; 1t will be aput 
il of course, that the detector is only for use on high iie 
extra-hi h pressure systems. The apparatus has been teste 
up to 70,000 V. А noisy discharge can be obtained dU a 
gap of 3/16 in. with 2,000 V, and up to 1% in. with 7,000 ME 
Special regulations for its use have already been drawn up by 
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Fic. 4.—Tue ‘‘ PARTRIDGE " PRESSURE DETECTOR. 


the London E. S. Corpcration, and these are to be issued with 
each detector sold. i i 

It will be seen that owing to its simple and strong con- 
struction and absence of moving parts, the detector cannot 
et out of order. | 
P The illustration (fig. 4) shows the e.h.p. detector with 
bamboo rod and two views of the high-pressure type with and 
without a protector over the steel point. 


The Langmuir Condensation Pump. 


An early form of the Langmuir condensation pump was 
described in our issue of January 12th, 1917, but an im- 
proved form is now being manufactured at Rugby by the 
British THomMson-Houston Co., LrD., which is the owner of 
the English patent rights. The Langmuir pump has been 
designed to produce very high vacua, and is of special 
value in connection with the manufacture of electric lamps 
and for research work. By its aid pressures lower than 10.5 
bars have been produced and measured, and a speed of 
3,000/4,000 c.c. per second is obtained under normal working 
conditions. The action of the pump briefly is as follows: 
The mercury M in the base of the pump is heated by a gas 
burner G, and the vapour which is given off impinges on the 
baffe-plate at the top of the heating chamber. This baffle- 
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Fia. 5.—THE LANGMUIR CONDENSATION PUMP. 


plate deflects the mercury vapour downwards and outwards 
into the water-cooled condensation chamber c, where it mixes 
with the gas to be removed. This gas is thus carried down- 
wards by the mercury vapour until the vapour condenses, 
when the condensed mercury flows down the walls of the 
chamber and returns to the base of the heating chamber, 
while the gas is carried to the atmosphere by means of an 
auxiliary pump. The proper amount of mercury for each 
pump is 626 grammes, and is introduced by pouring it 
through the vacuum port at the top of the pump (see fig. 5). 
The rate of water flow through the condenser should be about 
1,000 с.с. per minute. In some cases the presence of mer- 
cury vapour in the vessel being exhausted may be detri- 


. uon was held at the Monico Kestaurant. 


mental, and this may be avoided by putting a trap (cooled 
by solid carbon dioxide or liquid air) betwèen the pump 
and the vessel. 

The auxiliary pump is connected to the small vacuum port 
in the side of the condensation pump, and should be capable 
of producing a vacuum of 0.1 min. of mercury. ‘lhe presence 
of a very little oil or dirt in the inner chamber will make 
the pump ineffective. 


THE JUNIOR INSTITUTION OF ENGINEERS. 


ANNUAL DINNER. 


ON May 18th the thirty-eighth annual dinner of this Institu- 
‘he IRESIDENT 
(Mr. C. H. WohRDiNGHAM, C.B.t.) occupied the chair, and 
he was supported by a distinguished company, which ш- 
cluded Dr. W. H. Ыссіез, Prot. Е. G. Coker, Prof. H. J. 
Spooner, Dr. Н. S. Hele-Shaw, Mr. B. Gueritte, Mr. W. 15. 
worthington, Mr. lweivetrees, and others. | 

Atter an excellent menu, and the toast of ‘‘ The King,” 
Dr. HELE-SHAW (president of the institution of Mechanical 
Engineers) rose to propose the toast of ““Lhe Institution. ' 
The speaker expressed his pride in having been an honorary 
member of the Institution tor thirty years, and said that the 
chief characteristic of the society was the enthusiastic way 
in which it was supported by its members. 11e made special 
reference to the short papers presented to the Institution, 
which were excellent, and so much harder to write than 
long ones. Although many "Juniors" had risen to positions 
of great importance, they always retained their pride in the 
Insutution. ‘lhe Journa: was an excellent production, which 
interested him more than any simuar puvlication—he nad 
to read the journal of his own Institution. He congratulated 
the members upon their Chairman (Mr. E. C. West); his 
knowledge of refrigeration was of great value in imparting 
coolness to the Council's deliberations. 

Mr. Wzsr, in reply, outlined the activities of the Institu- 
tion, which now had nine local sections, including two abroad, 
and neariy 2,000 members. Many papers were read and dis- 
cussed, and numerous visits were paid to works, &c., but 
the social side was not neglected. The Institution had a 
number of awards in its gift, including gold and silver 
medals, a silver medal at each of the locai sections, the 
'" Vickers " prize, &c. The fourth quadrennial Gustave 
Canet Medal was being awarded to Sir Eric Geddes, G.C.B., 
&c., who was to deliver a lecture on '' The Railway Act of 
1920" on June Ist. The engineers’ register had been of 
service to members in obtaining employment, but, unfortu- 
nately, to-day the applications exceeded the vacancies; he 
asked for assistance in this direction. In the future they 
hoped to still further increase the membership and establish 
other local centres. 

Dr. W. Н. Ecctes, F.R.S., then proposed the toast of 
“ Electrical Engineering." He said that he wondered why 
this particular branch of engineering had been singled out, 
but upon reflection came to the conclusion that it was a 
compliment to the President of the * Juniors,” Mr. 
Wordingham. Electrical engineering was a youthful science, 
and it demanded more from its votaries than any other 
branch, and new offshoots were born every day. Wireless 
telegraphy, a very recent invention, now had a literature 
which probably outweighed that of all the older sciences com- 
bined. The number of ‘‘ wireless” patents ran into 
thousands. Still, electrical engineering was not yet perfect 
—indeed, his father used to say: ‘‘If you can do a thing 
mechanically don’t do it electrically." However, the art had 
a wonderful future. Referring to the President, Dr. Eccles 
said that Mr. Wordingham had been president of the Insti- 
tution of Electrical Engineers during some remarkable years, 
but he had made his presence felt, and put the Council to 
work on numerous activities and improvements. Mr. Word- 
ingham was a “ human turbo-generator," full of work and 


` energy. 


Mr. WORDINGHAM, in responding, said that if electrical 
engineering was a youthful science there could not be a more 
appropriate toast at a '' Junior "' dinner. There was, how- 
ever, hardly a branch of engineering into which electricity 
did not enter. The progress of the industry depended upon 
the energy of the men in it, and they in turn depended upon 
sound training and principles. A general training was essen- 
tial, but after that specialisation should follow; this, how- 
ever, should not prevent a broad outlook upon general de- 
velopments. Often developments in one industry were of 
great importance to other industries. In studying general 
developments good abstracts were essential. At the present 
time these were too widely distributed and often duplicated. 
Each Institution journal published its proceedings. and the 
technical papers printed a mass of information. What was 
required was proper co-ordination, and he suggested the com- 
pilation of a permanent record of all proceedings of import- 
ance, if possible in a universal language. Information of 
an ephemeral or temporary nature could be separately pub- 
lished by the Institutions. In the business of electricity 
supply more attention was now being paid to economy in 
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the boiler-house. He thought that hitherto too much had 
been made of generating energy cheaply, and not enough of 
delivering it cheaply. Cheap electricity was only to be pro- 
vided by means of a proper tariff—such as that outlined some 
years ago by Dr. John Hopkinson. In conclusion, the speaker 
said that his only regret at being president of the Junior 


Institution of Engineers was that he had not the opportunity 


of doing a great deal for its members. 

. Prof. E. G. Coker, in proposing the health of the guests, 
expressed his pleasure in seeing so many presidents of tech- 
nical institutions present. 

Mr. W. B. WonTHINGTON (President of the Institution of 
Civil Engineers) responded, and said that, after all, every 
branch of engineering was civil engineering; his own insti- 
tution kept an open field for all members of the profession, 
and on its Council were to be found mechanical and «lectri- 
cal engineers, naval architects, and representatives of ciber 
branches. 

fr. Н. V. Poixton (Vice-chairman) proposed the toast of 
“The President." Не said that Mr. Wordingham had 


admirably carried on the traditions of a long line of eminent. 


men who had occupied that position. 
Mr. WonbINGHAM briefly acknowledged the toast. 
During the evening musical items were rendered by 
Messrs. Ernest José and Ben Lawes, and Miss Ida Norton. 


е ег DECIMI IDA NONU CEA ERD 


THE USE OF LIGHT IN HOSPITALS. 


A DISCUSSION on the above subject took place before a joint 
meeting of the Royal Society of Medicine and the Illuminat- 
ing Engineering Society on April 27th. Mr. Јонм DancH, 
who read the introductory paper, attached special importance 
to the avoidance of glare, which was unpleasant to doctors 
and nurses, and might occasion real distress to the sick. The 
desired quiet and pleasing conditions of illumination could 
best by obtained by moderate general lighting, supplemented 
by local lights. Indirect lighting, or lamps equipped with 
ring-screens of coloured china or silk, to conceal the lamps, 
could be used. The local lights for patients should give 3 ft.- 
candles on the book, and should be placed, not at the centre 
of the bed-head, as is usual, but about 15 in. to the left. 
Decoration of the ward was also an important factor; ceilings 
and friezes should be white, the walls of a quiet and restful 
colour of medium strength, and the dado dark. Glossy and 
polished surfaces, liable to give inconvenient reflections of 
light sources, should preferably be avoided. Turning next 
to the operating theatre, Mr. Darch remarked that existing 
lighting conditions were often incomplete, and imperfections 
were confessed by the frequent use of hand-lamps. He had 
seen fittings over the operating table thickly covered with 
dust—a condition undesirable in view of the scrupulous care 
regarded as necessary to secure cleanliness in the theatre. 
Ideal lighting conditions should resemble those obtained from 
a clouded white skv, and fittings should preferably not be 
fixed immediately over the table. Among other requirements 
were included an exceptionally high illumination of not less 
than 25 foot .candles, an arrangement which avoided incon- 
venient shadows from the hands or head of the operating 
surgeon (i.e., good diffusion of light), a colour of light which 
approached white as nearly as possible in view of the fach 
that correct colour-estimates formed an important element in 
some operations: and no exposed lights within the field of 
vision. Mr. Darch described and illustrated a number of 
special contrivances for the lighting of operating tables, in- 
eluding the Seidentopf system, where a powerful beam fiom 
outside the theatre was directed and converged from different 
directions on the table by a system of mirrors. The author 
also illustrated a simpler arrangement for lighting from a 
series of gasfilled lamps placed outside the actual room; alter- 
natively, four to six projector tubes, each containing a 60-W 
gasfilled lamp with parabolic reflector, might be mounted on 
adjustable brackets attached to walls and cornices and 
converged on the table. In the final section of his paper Mr. 
Darch pointed out the need for emergency lighting. Lamps 
should be arranged on two separate circuits, and possibly a 
few Jamns fed from an accumulator kept as an ultimate re- 
serve. The question had arisen whether "artificial daylight” 
could Һе used in cases where the correct appearance of 
colours was desired. He thought, however, that the units 
at present available did not give a sufficiently powerful light, 
and in design were not well adapted for use in an operating 
theatre, Special consideration should be paid to the lighting 
of dispensaries in view of the fact that operations of minute 
accuracy had often to be carried out at high speed, and mis- 
takes might have serious consequences. 

In the ensuing discussion several surgeons and ophthalmo- 
lagista took part. Tt was agreed tha? good diffusion of light 
was of great importance, bnt that the problems had not vet 
been completely solved. Tamps used for inspection pur- 
poses presented interesting optical prohlems. Tt was desired 
in examining patients to obtain a brightly and evenly illumi- 
nated area, free from striations. Some compact lamps of 
this nature, using lamps with apecial filaments in conjunction 
with suitable lenses, were shown by Mr. J. B. Reiner. The 


. on the operating table. 


difficulty was to obtain a lamp which would give the desired 
conditions of illumination and yet could be utilised at the 
ordinary supply voltage. Mr. Conrad Beck contributed a 
discussion of the requirements met with in lighting micros- 
copes. Here the conditions were very varied, according to 
the nature of the work and the degree of resolution de- 
manded from the microscope. ln some cases а very intense 
illumination was needed, in others precautions had to be 
taken to prevent the illumination of the field becoming too 
dazzling. Mr. Beck favoured the use of lamps with special 
compact filaments (or ‘‘Pointolite’’ arc-incandescent lamps) 
giving a confined beam of light. In some forms of work 
colour-filters which absorbed a great deal of light were neces- 
sary. Generally speaking, therefore, it should be possible 
to obtain a very high illumination, to limit the area illu. 
minated if desired, and to moderate the intensity by means 
of an adjustable wedge of dark neutral glasses. If the 
highest possible resolution, combined with a colour agree. 
able to the eye was desired, monochromatic green light 
should be used. A diagram illustrating a new form of lamp 
for use in operating theatres was shown by Mr. A. Wilson. 
A single incandescent lamp was placed inside a special diop- 
tric lens of the lighthouse type, over which was a large hood 
carrying radial mirrors, by which the light was concentrated 
| Some forms of semi-indirect units 
suitable for use in hospitals were exhibited by Mr. J. W. 
Jones, and Mr. J. W. Elliott showed some  ''Fullolite" 
lamps, with opal glass bulbs, which, in the smaller sizes, 
seemed well-adapted to ward lighting. Mr. Elliott al& 
exhibited a form of lamp containing both a large and a 
small filament within the same bulb either of which couM 
be put into operation by manipulating a switch, thus giving 
either normal lighting or a diminished illumination. 


EXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR APRIL, 1922. 


THE April returns of electrical exports show a falling off in 
values of £70,000 as compared with March, but some allow 
ance must be made for the Easter holidays; the electrical 
export figures for the month totalled £1,044.550 in com- 
parison with those for March of £1,114,586. Lower values 
were recorded in all sections of electrical exports, but especi- 
ally in those for electrical goods, insulated wire, electrical 
machinery, and telegraph and telephone apparatus. 

Electrical imports for April totalled £169,497, a decrease 
of nearly £83,000 as compared with the previous month, the 
principal reduction being in the import section of elec 
trical machinery of £067,000. Re-exports of electrical goods 
and machinery at £36,520 were nearly £17,000 up on the pre- 
vious month's figures, the increase being due to a re-export 
of a large quantity of glow lamps. 


VALUES OF ELECTRICAL EXPORTS AND IMPORTS FOR APRIL. 1922. 
Re 


Exports. Imports. Exports 
£ £ 


Electrical goods and apparatus £ 
(unenumerated) гер У 82,146 42,000 4.04] 
Insulated wire 133,498 20.468 lb 


Claw lanips И 39,178 10.435 553% 


Are lamps апа part is е. 955 1,398 — 
Batteries and accumulators 41,990 6,233 ð 
Meters and instruments 28,547 4.683 11% 
Сагһопв "m е 2,850 1.609 — 

Electrical Machinery— 
Railway and tramway motors... 5,098 — = 
Other motors and generators ... 202,263 — = 
Switchboards (not telegraph or 

telephone) E. xS m 13,185 140 — 
Electrical machinery (unenu- 

merated) к .. с... 948,28 68,967 2,698 
Telegraph and Telephone Cable 

and Material— 
Telegraph and telephone wire 

and cable (not submarine) ... 61.813 1.241 89 
Submarine telegraph and tele- 

phone cable "s 23,020 — es 


Telegraph and telephone instru- 


ments and apparatus 166,909 19.323 3.191 


Totals £1,044,580 169,497 8653) 


- 


E.D.A. Activities.—The British Electrical Development 
Association has recently issued a supplement to its booklet 
on ' Press Advertising for Electricity Supply Authorities 
and Contractors." This contains several suggestions for 
advertisements suitable for insertion in local papers. These 
are remarkable for their simplicity and the illustration with 
which each is nrovided ensures the attraction of the reader & 
attention. Copies of this publication can be obtained, post 
free, from the Association, 15, Savoy Street, W.C.2. 
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PARLIAMENTARY NOTES. 


(From OUR SpecIAL REPORTER.) 


Special Orders.—On the motion of Mr. A. Nrat, the House 
of Commons approved last week a number of Special Orders 
made by the Electricity Commissioners under the #lectricity 
(Supply) Acts, 1882 to 1919, and confirmed by the Minister 
of Transport under the Electricity (Supply) Act, 1919, re- 
lating to supply in various areas. Similar Orders were 
approved in the House of Lords. 

" Key Industries " Act.—During a debate in the House of 
Lords on a motion to repeal the Safeguarding of Industries 
Act, which imposes a duty on certain imported goods so as to 
protect ‘‘key’’ industries, Lord Beauchamp said that there 
were remarkable instances of delavs and interferences at the 
docks. There was one consignment of electric lamps in 
which the tungsten was dutiable. The man who went to 
the docks to arrange for the clearance was kept there nearly 
the whole day. He paid 5s. clearance, and had to leave a 
denosit of £1. The duty was fixed at 14. ! 

The motion to repeal the Act was rejected by 36 votes to 34. 

“Key Industries Duty.—Sir R. Horne, Chancellor of 
the Exchequer, informed Dr. Murray that the duty paid 
under the Safeguarding of Industries Act for the six months 
ending March 815% was as follows: on electrical goods and 
apparatus. electrical instruments (other than telegraphic 
and telephonic), (1) commercial (including ammeters, volt- 
meters, &c.), £946; (2) house service meters, £31; (3) scien- 
tific, £211; on electro-medical apparatus, X-ray tubes, wire- 
less valves, vacuum tubes, and X-ray apparatus, £5,555. 

Electric Lamps in Coal Mines.—In the course of a discus- 
sion in the House of Commons on the vote for the Ministry 
of Mines, Mr. Armitage, the Coalition Liberal Member for 
Central Leeds, dealt with the question of miners’ nvstag- 
mus, and said that attention should be drawn to the facts, 
which must be known at the Ministry, with regard to pits 
where electric lamps instead of oil lamps were used. In a 
pit which he had to deal with, in 1912, there were about 
2.400 men employed. and the nystagmus cases were eleven. 
The oi! lamps were taken out after that vear, and while the 
number of men emploved had gone steadily up to 3,000, the 
- nystagmus cases had gone down to three. Не attributed 
: that, to a very large extent, to the introduction of electric 
lamps as against oil lamps. 

Мг. R. McLaren, a Scottish member, said that the Secre- 
tary for Mines ought to find out some means by which the 
шы test the condition of the atmosphere in which he 
worked. 

The Severn River Scheme.—Mr. Mills asked if any further 
consideration had been given to the scheme prepared by Sir 
. Eric Geddes for the utilisation of the waters of the Severn 
‘ nver for the generation of electrical power; and -hether, in 
view of the widespread unemployment and the possib: ities 
of economy of costs in this scheme, the Government was 
prepared to sanction its construction. 

Mr. NEAL (Parliamentary Secretary to the Ministry of 
. Transport) said he would remind the hon. member that the 
Water Power Resources Committee considered the subject of 
tidal power, and expressed the view that the technical infor- 
mation available with regard to the possibility of utilising the 
tides in the Severn for the generation of power was not 
sufficiently precise to enable it to express a final opinion. 
The Committee recommended that a Technical Commission 
should be set up by the Board of Trade in consultation with 
the Ministry of Transport to investigate the possibilitv from 
a commercial standpoint, with special reference to the Severn 
estuarv. Owing to the financial position and the necessity 
for drastically curtailing the expenditure of Government de- 
partments, it had not been practicable to set up the proposed 
commission. 

The Grampian Scheme.—Mr. Briggs asked the Chancellor 
of the Exchequer if he was aware that when the Grampian 
Electricity Supply Bill was before the Select Committee it 
Was definitely stated in evidence that if the promoters 
obtained & State guarantee of their debenture issue it was 


their intention to refer to this in their prospectus; and 


would he guard the public from being misled as to the form 
of the State guarantee? 

Sir R. Horne replied that if a guarantee was given under 
the Trade Facilities Act the Advisory Committee appointed 
under that Acf would scrutinise the prospectus, and its 
. approval would have to be obtained before the prospectus 
was issued, so that there was no danger of the public being 
misled as to the form of the State guarantee. 

Un May 28rd, the Report stage was reached in the House 
of Commons. A motion for the rejection of the Bill, by Mr. 
Briggs, was rejected, and the Bill ordered for third reading. 

Wireless Broadcasting.—Mr. Pike Pease informed Lieut.- 
Col. A. Murray that the conditions under which licences for 
wireless broadcasting would be granted had been the subject 
of a conference with the interests concerned. The Post- 
master-General would take an opportunity of making a 
statement as soon as the conditions were settled. 

Ayr Electricity Bill.—After another week before the Select 
Committee of the House of Lords, this Bill bas now been 


passed for third reading, subject to the minimum average 
flow of water in the river Doon being 38,000,000 gallons a 
dav instead of the 0,000,000 gallons which the promoters 
were prepared to concede. 

Р.О. (Pneumatic Tubes Acquisition) Dill.—On Monday, 
in the House of Commons the Postmaster-General moved the 
second reading of the Pall, which ratifies an agreement come 
to between the Post Office and the Pneumatic Despatch Co., 
which laid, forty or fifty years ago, a tube between the 
General Post Ойїсе and Euston by way of Holborn and Tot- 
tenham Court Road. For some thirty years, he said, the 
tube had not been used for the purpose for which it was in- 
tended. In carrying out underground works some local 
authorities, including the London County Council, had cut 
into the tube. The Post Оћсе would in no way interfere 
with work that had been done by any of these local authori- 
ties, but steps would be taken to divert the Post Otnce 
cables round such work. Ву using this derelict tube to 
carry telephone cables à saving of £40,000 would be effected, 
and the intolerable nuisance of breaking up busy thorough- 
fares would be obviated. The Bill was read a second time 
und was referred to a Select Committee. 

Rural Telephones.—According to The Times, Mr. Hurd asked 
the Postmaster-General whether, in view of the decision to 
spend £9,500.000 this year upon telephone developments, he 
would consult authoritative agricultural opinion, through such 
a body as the National Farmers’ Union, as to the best means 
of increasing the use of the telephone in rural areas. Mr. 
Kellaway said he was prepared to consider any concrete pro- 
posals on the subject. He had decided to appoint a represen- 
tative of all interests concerned in agriculture. 


MARKETS FOR SMALL POWER SETS. 


AFTER describing certain types of small electric power sets 
suitable for oversea use, Commerce Reports remarks that 
there would seem to be a fair field for small water-wheel 
driven sets in some countries. In Ceylon, for instance, very 
many plantations have small streams flowing through them 
that are readily available for power development; and in a 
great many cases mechanical-drive water wheels are already 
in service. These now often have a generator belted to the 
line shaft; but there is still a wide field for water-wheel 
driven sets in small capacities, which may be offered to large 
estates by local representatives, ready for installation without 
complicated erection problems. 
* As naturally expected, smail electric lighting sets find their 
most ready markets where central-station service is least 
developed and where there are large plantations and estates. 
Among such countries are India, Ceylon, Mexico, parts of 
Central and South America, Java, Malaysia, South Africa, 
East Africa, and to some extent Indo-China and China. Other 
countries are by no means excluded as possible markets, but 
these are suggested as offering most favourable prospects under 
normal conditions. At present the inactivitv in such pro- 
ducts as rubber, jute, tea, coffee. and sugar has severely 
affected the buying power of the better fields for small light- 
ing plants, but manufacturers will find it well worth while to 
arrange now for the necessary selling connections. General 
machinery import houses and electrical dealers in foreign 
countries are commonly the channels through which small 
lighting sets are marketed. | 
According to the United States Consul at Aden, farm light- 
ing plants can be sold to a limited extent in Southern 
Arabia. Aden, with a population of 50,000, including many 
Europeans and wealthy Parsee, Indian and Arabian merchants, 
has no central-station service. The heat makes electric fans 
most desirable, and the possibility of using individual light- 
ing plants to operate them is & good selling factor. 
United States exporters are very watchful of opportunities 
for the sale of petrol lighting and power sets in Argentina. 
The American Consul in Rosario recently reported a relatively 
good market for such units in Northern Argentina, where 
possibilities exist for their use in churches, small kinemas, 
country clubs, hospitals, dairies, engineering construction 
work, and on large estates remote from central power plants. 
British manufacturers have already obtained a fair footing 
with a set, using either petrol or paratün, furnishing from 
40 to 75 lights of 16 candle-power each, or supplying four kilo- 
watts for motion picture shows. Between £160 and £200 
will purchase a lighting set for 125 lamps. 
Small lighting outfits of this description are used for muni- 


' cipal lighting in towns which are too small to support a 


general power plant as well as in mountain hotels and country 
holiday resorts. 

Excellent openings also arise from the circumstance that in 
many districts of Northern Argentina farming operations on a 
large scale are conducted from a central group of buildings 
or several groups, in which extensive industrial operations, 
too. are carried on, such as dairying, milling, and tanning. 

Most of the farms are already supplied with small gas en- 
gines and windmills. The possibility of utilising these types 
of drive should also be kept in mind. ‘The electric motor 
could be adapted to corn-shelling, cream separating, Ice 
making, sheep-shearing, milking, and pumping. 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serron-Jongs, O'DeLL AND 
StgpHens, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


1922. 


12,642. '' Methods of making tungsten wires." British Thomson-Houston 


Co., Ltd. (General Electric Co). Мау 4th. 
12,654. “ Electro-mechanical apparatus for working 
Monard. May dih. (France, May 30th, 1921.) 


12,662, © Antenna systems for wireless communications." Е. Y. Robinson. 


May 5th. 


12.674. '' Recording sound vibrations and reproducing same in synchronism, 
with projection of kinematograph pictures." G. H. Woodhall and M. E. Wood- 


hall. May oth. 
12.714. 
12,719. “Selecting: devices for telephone systems.” E. A. 
Siemens Bros. & Co., Ltd. May 5th. 


12.724. “Sparking plugs." H. E. Parkes. Мау 5th. 
12,735. “ Electric irons." Callender's Cable and Construction Co., Ltd., 
and E. Warbrick. May Sth. s 


12,753. ©“ Bi-polar electrode. electrolvzers," S. 


F. Barclay, 
Platt, Ltd., and H. E. Mellor. May Sth. 


12.759. '' Sound-recording and reproducing instruments." W. E. Clifton, 


Cliftophone. Lid.. and J. E. Collyer. Мау Sth. 


12,763. '' Telephone mouthpiece." C. E. Brown and F. W. Cox. Мау Sth. 


12,768. “Head lights for vehicles," F. L. Rapson. May 5th. 


12,769. '! Electric switches and/or electric incandescent lamps." G. 
Mav 5th. 


12,770. '' Direct-current generators and motors," C. L. Thompson. May 


5th. 


12,771. “Train control." Automatic Telephone Manufacturing Co., Ltd. 


Mav 5th. 


т тә к 


12,775. “ Means for supporting incandescent electric lamps." S. Jonas. 


May Sth. 


19,785. “ Relays for protection of electric circuits, apparatus, &с.” A. E. 


Drew. May 6th. 
12,788. “ Shades for electric lamps, &c." A. N. Haworth. May 6th. 


12.793. “ Electrical energy supply systems," J. W. Cox. Mav 6th. 
12.795. “ Electric lighting of motor vehicles." L. Newsome. Мау 6th. 


21.834. “ Wluminated electric sin." 
Marks. May 6th. 


12,837. ‘Sparking plugs." F. R. Lang and F. Wright. May 6th. 

12.8544. '' Electric relays." Métallurgique Electrique. Мау 6th. (France, 
Mav 21st, 1921.) 

12,845. “ Electric relays." Métallurgique Electrique. May 6th. (France, 


Mav 95th, 1921.) 


12,855. '' Conversion of electric currents." М. D. Hart. May 6th. 


12.858. “ Induction coils." H. B. Gough and Watson & Sons (Electro- 


Medical), Ltd. May 6th. 


12,861. '' Ignition magnetos for internal-combustion engines." J. H. Cham- 


bers and H. lucas. May 6th. 


12,862. *'' Multiple-control apparatus for electric railways.” Akt. Ges, Brown, 


Boveri et Cie. May 6th. (Switzerland, December 20th, 1921.) 
12,868. '' Telephone systems," Automatic Telephone 

Ltd. May 6th. (United States, Mav 18th, 1921.) 
12,869. '' Telephone systems," Automatic Telephone 

Ltd. May 6th. (United States, May Hth, 1921.) 
12,880. '' Motor-vehicle lamps for signalling." E. W. Parrish. Мау 6th. 


12,885, “ Electrically-controlled gear box." A. E. W. Maseyk. May Bth.» 


12.886. “ Electric welding of cast iron." K. A. Homer. May 8th. 


12,890. * Electric generators, motors, &c." R. W. Sutherland 
Wilde. Mav &th. 


12,910. “ Electric motors." H. F. Basset and J. Н. Wild. Mav 8th. 
12,914. '' Electric lamp reflectors." M. Guthrie. May 8th. 


12,927, “ Plug and socket connections for electric circuits." M. W. W. 


Mackie. Мау &th. 


12.933. '' Etfecting variable ignition for internal-combustion engines.” 
C. J. Hirons. May 8th. 


12,939. '' Dynamos and motors." М. W. W. Mackie. May 8th. 

12,945. '' Electric telegraphic apparatus." J. C. Needham. May 8th. 

12,949. ©“ Sound-reproducing ^ machines." British 
Ltd. (General Electric Co.). May 8th. 

12,959. '' Setting arrangements 
systems." C. A. W. Hultman. May 8th. (Sweden, Мау 28th, 1921.) 

12,970. '' Method for pupinising high-frequency telephone lines." 


12,971. *'' Multiple-contro! apparatus for electric 
Brown, Boveri et Cie. May 8th. (Switzerland, April lst.) 

12,974. '' Locking device for electric lamps." J. Houston. May 8th. 

12,975. 
Ges. und J. M. Schmierer. May 8th. (Germany, May 9th, 1921.) 

12,977. ** Electric contact plug." М. A. Persson. May 8th. 

12,985. “ Oxide cathodes for discharge tubes." А. 
(Germany, May 6th, 1921.) 


13,007. '' Electric condensers, &c." T. F. Wall. Mav 9th. 

13.047. ** Wireless systems." N. F. S. Hecht. May 9th. 

13,048. '' Thermionic valve circuits." N. F. S. Hecht. May 9th. 

13,055. '' Sound amplifiers for phonographs, &c.'" C. Stille and Tele. 


graphie Ges. System Stille. May 9th. 


13,059. “ Electric switches." G. H. Armstrong. May 9th. 

13,067. ‘ Electric fittings.” D. W. Dant and W. E. Evans. May 9th. 

13,079. '' Controllers for electrical apparatus." R. Brooks. B. A. G. 
Churcher and Metropolitan-Vickers Electrical Co., Ltd. May 8th. 

13,080. * Controllers for electric traction, &c." R. Brooks R. G. 


Cunliffe and Metropolitan-Vickers Electrical Co., Ltd. May 9th. 


13,081. '' Controllers for electrical apparatus." Metropolitan-Vickers Elec. 


trical Co., Ltd., and A. Priestley. May 9th. 


13,082. ‘* Controllers for electric traction, &c.” R. Brooks, W. T. Gray, 


and Metropolitan-Vickers Electrical Co., Ltd. May 9th. 
13,084. “‘ Leuding-in conductors for vitreous material.” 


Lokker. May 9th. 


13,089. “ Regulation of heating systems in power stations, &c."' English 


Electric Co., Ltd. May 9th. | 
13.095. ** Electrically-operated organs." J. H. Compton. May 9th. 
13,117. “ Magnetic separators. R. Greaves. May 10th. 


13.127. *' Electric. switchboxes, inspection boxes, &c." A. D. Clarke and 


P. O. Knowles. May 10th. 


13,151. ‘Carrying case for electric lamps." J. C. N. Eastick. May 10th. 
13.168. '' Electric lamps for mines, &с.” M.L. Magneto Syndicate, Ltd., 


and H. S. Potter. May 10th. 
13,169. *“ Electric cables.” S. 


Construction Co., Ltd., and A. H. Horsfield. May 10th. 


13,187. * Wireless telegraphy and  teiephonv." H. Booth. May 10th. 
13,211. “ Fuss boxes." C. A. Damey. May 10th. 
13,215. ''Flectrie relavs;" British Thomson-Houston Co, Ltd. Мау 10th. 


(Uniwd State, July Sth, 1991.) 


siding points." A. 


" Automatically cleaning sparking plugs." М. Viterbo. May 5th. 
Petithory and 


Mather and 


Morel. 


A. E. Foxlee. S. G. Higgins, C. T. 


Manufacturing Co., 


Manufacturing Co., 


and F. 


Thomson-Houston Со., 
for selectors in automatic, &c., telephone 
Felten 


and Guilleaume Carlswerk Akt. Ges. May 8th. (Germany, May 7th, 1921.) 
railways.” Akt. Ges. 


* Method for manufacture of glow lamps." Deutsche Glimmlampen 


Wehnelt. May 8th. 


. G. Holst, D. 
Lely, and Naamlooze Vennootschap Philips’ Gloeilampen Fabrieken. May 9th. 


13,085. *'' Leading-in conductors for vitreous material." G. Holst, Naam- 
looze Vennootschap Philips’ Gloeilampen Fabriken, E. Oosterhuis and J. C. 


E. R. Beecroft, Callender's Cable and 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications wiii be 
printed and abridged, and all subsequent proceedings will be taken. 


2920. 


29.479. “ Electric switches for telephone systems." Е. W. Pattison (bici 
graph Products Corporation). October 19th, 1920. (178,868.) 

30,576. ** Modulation. of electrical oscillations and the like.” J. Scott 
Taggart and Radio Communication Co., Ltd. October 29th, 1920. (17552; 

30.624. '' Multiplex telegraphy and like electric signalling." — E. Pew 
(Е. E. Pernot and L. J. Rich). October 29th, 1920. (178,873.) 

32.159. ©“ High-tension electric ignition devices.” К. Bosch Akt. Ges. 
April 24th, 1920. (162,636.) | 

33.946. '' Electric accumulators or storage batteries." Н. Leitner. Novem 
ber 27ih, 1920. (178,879.) 

35,312. ''Ignition magnetos." E. 
(155,779.) 


Marelli. December 24th, 1919 
1921. 

2,483. “Ignition systems for internal-combustion engines." R. Bosch Ak:. 
Ges. January 19th, 1920. (158,270.) 

2,484. '' Ignition systems for internal-combustion engines." К. Bosch Akt. 
Ges. January 19th, 1920. (1558,271.) 

2,500. *' Fuse boxes for electric cables." R. A. Macaulay. January Ihi. 
1921. (Cognate application 18,075/21.) (178.905.) 

2,960. “ Electron discharge devices." British Thomson-Houston Co., Lid, 
(General Electric Co.). January 19th, 1921. (178,900.) 

2,979. '' Electrical. weiding of chain links or the like.” 
Kinnon Chain Co. July 7th, 1920. е | 

2,756. * Sound reproducing machines.” J. б. A. Kitchen. January 214, 
1021. (178,911.) 

2.785. '' Arrangement for reinforcing weak continuous currents." D 
Reichinstein. February 25th, 1920. (159,499.) | 

2,803. “ Apparatus for suppressing earthing currents in high voltage net.” 
Siemens Schuckertwerke Ges. January 3151, 1929. (Addition to 157,123. 
(158,550.) 

2,841. “ Means for transforming light impulses into electric current іт. 
pulses." T. H. Nakken. January 21st, 1921. (178,917.) 

2,911. © Electrodes and methods of making the same.” British Thoma 
Houston Co., Ltd. (General Electric Co.) January 22nd, 1:921. (176.95. 

3,009. '' Electron discharge tubes.” Soc. Anon. pour l'Expioitation. óc 
Procédés M. Leblune Vickers. April 2nd, 1920. (161,157.) 

3,012. “Signalling apparatus for use in mines and other places." Т. 
Chismon. January 24th, 1921. (178,930.) 

3,105. “ Number dials for automatic and semi-automatic telephone systems 
and the like." Siemens Bros, & Co., Ltd., E. A. Petithory and J. E. 
Collver. January 25th, 1921. (178,936.) 

3.2089. ‘Sound amplifiers." W. F. Smith. January 26th, 1921. (17834. 


Columbus Mc. 


3,381. ''Sparking plugs.” L. Wells. January 27th, 1921. (178,950., 
3,454. © Electric burglar alarms."  “ Alarm” Ges. fur  Einbruchsichere 


Anlagen and А. Bachmeyer, January 28th, 1921. (178,951.) 

3,527. ''Delav action devices employing thermionic valves." N, 
Radio Communication Co., Ltd. January 29th, 1921. (178,957.) 

3,276. '" Means for automatically varying an electrical resistance for u% 
in connection with the printing of kinematograph negatives." — L. Lob. 
February 3rd, 1920. (158,829.) 

3,010. *' Automatically variable electrical resistances for printing kinem::e- 
graph negatives," L. Lobel. September 27th, 1920. (Patent of addition ne! 
granted.) (169,677.) 

4,007. “ Electric switches." C. L. Arnold and C. R. Belling. Feb:w 
3rd, 1921. (178,967.) 

4,228. '' High-frequency electrical apparatus." Mitchell's Electrical znd 
Wireless, Ltd., and R. Heather. February 4th, 1921, (178,971.) 

4,247. “ Electric furnaces.” Automatic Telephone Manufacturing Co., Lts. 
and P. N. Roseby, February 5th, 1921. (178,973.) 


Lea is 


4,267. '"' Means for regulating the current output of dynamo-electr< 
generators." J. W. Torrance and J. M. Torrance. February oth, 1921. 
(178,974.) 


4.320. '' Dimming device for use in connection with electric lamps for mit: 
vehicles and for other purposes." Brolt, Ltd., and W. Holt. February 7. 
1921. (178,976.) 

4.538. * Switches for electric circuits." А. Gerhold. February 8th, Ii 
(178,9%.) 

5,086. “Levers or point boxes for operating switches on railways or trim 
wavs.” O. R. Williams. February 14th, 1921. (178,990.) 

5,232. *'' Radio transmitting systems." British Thomson-Houston Co., Ltl. 
апі E. F. W. Alexanderson. February 15th, 1921. (178.992.) 

5,916. ‘Conduit tubing, connexions, bends, and all such appliances a: 
used for and in the process of electric light wiring and other purposes." T. 
Hayward, February 22nd, 1921. (179,003.) 

5,956. ‘ Electric signalling systems." Western Electric Co., Ltd. (Weser 
Electric Со, Inc.). February 22nd, 1921. (179,006.) 

6,009. “ Coupling rod drive of driving axles of electrically-driven уер” 
E. C. R. Marks (Akt. Ges. Brown, Boveri et Cie.). February 22nd, 1%: 
(179,008.) 

6,110. “ Electric switch." T. W. Rogers (F. Krupp Akt. Ges). Febr 
23rd, 1921. (179,009.) 

6.370. ''Inverted voice current transmissions." Western Electric Co., Ld 
(Western Electric Со. Inc). February 25th, 1921. (179.016.) 

6,388. '' Rotors for electric generators." G. A. Juhlin, J. A. Kuvser, зт! 


| Metropclitan-Vickers Electrical Co., Ltd. February 25th, 1921. (179,017. 


6,891. ''Lanterns or like fittings for electric lamps.” 
March 2nd, 1921. (179,020.) 

6,917. “ Electric switches." W. A. Coates and Metropolitan-Vickers Fie- 
trical Co., Ltd. (Westinghouse Electric and Manufacturing Co.) March 27. 
1921. (Patent of addition not granted.) (179,021.) 

4,201. “© Protective arrangement for high-voltage insulators for electric 77 
cipitating installations.’ Siemens Schuckertwerke Ges. March 9th, 1% 
(Addition to 159,130.) (159,881.) 

8,349. “ Gearing for starting motors and electrical generators as use! (7 
internal-combustion engines." Armstrong Siddeley Motors, Ltd., and Е. R 
Smith. March 17th, 1921. (179,032.) 

8,962. “Circuit making and breaking device." E. Schattner. March 23: 
1921. (Addition to 169,510.) (179,042.) . 

9,098. “ Process of and apparatus for production of high vacua." V 
Tesla. March 24th, 1921. (179,043.) 

9.657. “Circuit making and breaking device." E. Schattner. March ЗЇ. 
1921. (Addition to 169,510.) (Cognate application 28,047 41.) (179.047! 

10.800. “ Electric plug and socket connectors." A. P. Lundberg, С. С 
Lundberg, P. A. Lundberg, апа G. Pegg. April 18th, 1921. (179,063) 

12,397. '' Magneto-electric generators for use in connection with interms 
combustion engines." С. A. Godfree. April 29th, 1991. (179,073.) 

13.415. '' Wire drawing dies." Western Electric Co., Ltd. Мау 1". 
1920. (163.209) 

13.557. * Instructional device for facilitating explanation of the const. 
tion and winding of electric armatures and demonstration of the effec- '' 
wrong connections and errors in manufacture." С, B. Brook. Мау 137. 
1921. (179.081 .) 

14.702. “ Electrical furnaces.” T. Rennerfelt. June 2nd, 1930, 116401? 

17.0603. “ Electric motor control systems." Ieranic Flectric Co. LY 
(Cutler-Hammer Manufacturing Co.). June 98th, 1921. (179,093. ) 

34,865. “ Arrangement for obtaining electric energy at a low volte fh 
high voltage networks." Siemens Schuckertwerke Ges. December Jih, 1 
(173,517.) s 

1922. 


8.210. '' Electric circuit interrupters.” Metropolitan-Vickers Electrical Ce. 
Ltd. March 23rd, 1021. (177,519. 


D. J. Dun. 
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Мы во ХЕ : 


But all have reason to face the future with confidence 
begotten of the certainty that the electrical industry has 
a great time in prospect—perhaps soon, saving the re- 
sults of the operations of 1922 from being as bad as they 


may threaten to be. 

In the case of Messrs. Johnson and Phillips, Ltd., 
who find it wise under prevailing conditions not to 
declare an ordinary dividend, though the accumulated 
funds from undivided profits would have justified it. 
what has weighed with the directors in adopting a соп: 
servative course is the prospective outlook and the 
state of trade due to the lock-out which, with other 
factors, is deferring the recovery of trade. But beyond 
these gloomy conditions there is the brighter promise 
of the large amount of electrical work that awaits atten- 
tion. Mr. MacGregor, the managing director, men- 
tioned as examples the electrification of railways at 
Home and in the Colonies, the erection of '' huge cen- 
tral stations " under the Government Electricity Bill, 
the numerous municipal and other extensions, the 
G.P.O. telephone extensions, and so forth. Given 
Labour peace, sources of large electrical business will 
be set free, and the fact that the publie has recently 
taken a remarkable interest in most electrical capital 
issues encourages the belief, already indeed a conviction 
with most of us, that electrical engineering will be one 
of the very first industries to feel the benefit of a trade 
revival. 

Sir T. O. Callender, the managing director of Cal- 
lender’s Cable and Construction Co., Ltd., mentioned 
that the closing of the company's works last year for 
ten weeks was not so bad as it might have been regarded, 
for advantage had been taken of the opportunity to 
reorganise in such a way as more effectively to meet com- 
petition. He expressed regret that their expectations with 
regard to large stations had not vet materialised bring- 
ing them large orders for extra-high-pressure cables. 
In passing, he referred to the big contract received by 
them from the City of Manchester as the largest. order 
of its kind in the cable industry “which had been 
placed in this or in any other country." The speaker 
went on to give reasons why he looked forward to tlie 
general great development of electricity which was © still 
on the lap of the gods." although he believed it was 

‘verv near at hand." He was quite sure that at no 
very distant date the long-expected development of wide- 
spread electricity supply would become an accomplished 
fact. The brief review of foreign ‘markets made by Sir 
T. O. Callender, a much-travelled industrial authority. 
is thoroughly well worthy of study. Incidentally he ex- 
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pressed the view which many observers are holding just 
now, that in spite of the revolution there is a very 
large business to be done in China. lt is our 
duty to study such fields more seriously than ever in 
order to provide trade in substitution for that which 
cannot be recovered from certain other markets which 
are too exhausted and weak to yield it at present. lIn 
Sir Thomas's opinion our own country is petting rid 
of its lethargy and is making a fresh start on the road 
to real trade prosperity. 

Mr. Mure Ritchie, the chairman of Siemens Bros. and 
Co., Ltd., said on Tuesday that, compared with the later 
‘months of 1921, their orders received during the earlier 
mouths of 1922 had on the whole increased. They were 
therefore hopetul that as far as the volume of work was 
concerned, they were past the worst. Taking the long 
view, he thought that the prospects of the electrical 
industry were good in view of the prospective demands 
connected with railway electrification, telephonic com- 
munication, and submarine telegraph cables. When 
the lock-out was over, orders in larger volume were cer- 
tain to be placed. 

Mr. H. C. Levis, in his speech at the meeting of the 
B.T.H. Co., stated that notwithstanding the general 
trade depression, the volume of orders received by his 
company this year to date was over 37 per cent. 1n excess 
of those received for the corresponding period of 1921. 
Orders on hand were valued at over £2,250,000, and 
the volume of inquiries was very large, though the pro- 
portion resulting in actual orders was not as great as in 
1920. In spite of that circumstance, however, there was 
still à great demand for electrical machinery, which 
must be satisfied sooner or later. 

We conclude these observations with a reference to the 
report of the directors of the Electric Construction Co., 
Ltd., which, in spite of the difficulty in obtaining orders, 
is able to pay 10 per cent. on the ordinary shares and 
to place considerable sums to reserve and to dividend 
equalisation. ‘This report also strikes a hopeful note 
and in the following terms :—‘‘ The number of inquiries 
for electrical plant has shown no diminution, from 
which it might be inferred that with settled political and 
industrial conditions the electrical industry would 
quickly recover."  ''Settled political and industrial 
conditions" | How we all long for them !—yet what a 
strange world it would be—almost too good to last |—a 
millennium indeed!! Along that way—settled political 
and industrial conditions—lie peace, plenty of work, 
and promises of happiness for all classes in human 
society. Yet multitudes either cannot or will not see it. 


INDUSTRIAL TURMOIL AND A 
PROPOSED PARLIAMENT. 


STUDENTS of industrial problems were never before so 
overwhelmed as they are to-day with floods of re- 
ports, manifestoes, speeches, proposals, opinions, and 
so forth intended to indicate a way out of the serious 
industrial position of the nation. At several special 
stages during the war matter poured in from all sides 
when orators, writers. statesmen, politicians, and 
private persons were all trying to steer us past the 
various industrial rocks which menaced the cause 
for which the Allies stood in the world crisis. At 
the many conferences held in those days measures of 
a patched-up description were evolved in which by 
means of compromise we were able to make temporary 
peace at Home in order that we might fight abroad. 
None of the changes made contained the elements of per- 
manency, and it was inevitable that as we returned to 
& less militant state of affairs abroad we should have to 
face innumerable and complex industrial problems at 
Home. During the past year there have been more than 
enough of them for the average man. Indeed, those who 
attempt to keep pace with all such matters require 
to devote all their time to them or they must jeopardise 
their health and general interests. 


When the Armistice of November, 1918, was signed, 
many proposals were advanced for a truce in industry 
—1two, three, five, and even ten years were the periods 
variously proposed—but the suggestion was not accepted, 
With the resuit that we are in June, 1922, in the midst 


of “a very serious crisis in the industrial life of the 


community " (to use the words of Lord Morris). while 
Lord Burnham, speaking at a luncheon of the Aldwych 
Club last week, looks upon the state of our trade now 
and in the future as '' being grave, even perilous.’ Не 
calls for ** sanity and self-control " within the nation, 
just as the King appealed for it among the nations of the 
world. Lord Burnham also holds with Sir Wm. Mac- 
kenzie that what we lack mainly is ''good sense and 
goodwill.” Mr. G. H. Roberts says that the unions are 
in danger of destruction from within, and we do not 
think he is far wrong, unfortunately, but it was dis- 
tinctly interesting to hear Lord Morris classify the late 
Labour minister as a ‘‘ Captain of Industry." To-day 
the need for a truce is being urged from both sides. 

The various proposals that are before us at the mo- 
ment are (1) the formation of an Industrial Parliament 
(by the National Alliance of Emplovers and Emploved), 
(2) the meeting of a group of employers and a group or 
trade unionists in touch with the different branches of 
industry, to sit in more or less continuous session to 
formulate a policy and to work out its specific applica- 
tion to the outstanding industrial problems of the day 
and to consider ways and means of securing its accept- 
ance by all concerned in industrial affairs (this 1s put 
forward in a manifesto published bv the Industrial 
League and Council); and (3) Sir’ Charles Macara’s 
appeal along somewhat similar lines. 

When Mr. G. H. Roberts, M.P., in his speech at the 
Aldwych Club last week, said that we did not want more 
parliaments he was apparently referring to proposal (1). 
The League to which he belongs, invites employers and 
employed to come together in a friendly atmosphere 
with a determination to find a way out of our present 


difficulties. It has been trying to do this for a number 
of years, but its Coué-isin. has not been altogether 
effective. The manifesto that he. with Lord Burnham 


and others, has signed, suggests a joint body which. in 
effect, Would be the nucleus of an Industrial Parliament 
‘1? and when the time comes for a body of that sort to 
be formed." Mr. Roberts. in saving that we do not 
want more parliaments, added that we have ‘‘ too many 
opportunities for talk already." Few see this more 
clearly than do the newspapers, and we had hoped some 
time ago that the Industrial League and the Alliance 
would have come together before this, with the 
result that the ''opportunities'"" would be reduced. 
How can men ''formulate a policy "' even under 
the auspices of the League without more ''talk "! 
After all, we cannot get anything done, it seems, 
in this very human world, cursed as it is with 
industrial and international turmoil, without “© talk." 
The League's own proposal is for both sides to come to- 
gether to talk! Sir Charles Macara's proposal is to the 
same effect; and the Alliance proposal is that the Parlia- 
ment shall be set up. the preliminary talking having been 
done. What we want is that a Parliament shall actually 
sit down at the earliest possible moment and talk until 
something definite is done. Why not nationallwv elect 
these men to represent us all—order them to talk under 
threat of '' off with vour heads if you do not forthwith 
find a кау out ” ? 

We have received a copy of the proposals of the 
National Alliance. which was established for the purpose 
of dealing with industrial disputes generally. The mem- 
bership of this suggested Parliament is to comprise 
emplovers’ associations. companies, and firms on the one 
hand. trade unions or federations of trade unions on the 
other hand. and associate members, who presumably wi! 
represent the interests of the general public. The 
reneral Council will consist of an equal number of en- 
plovers and employed, with associate members co-opted 
bv the General Council itself. There will be a National 
Executive Committee and also local committees to take 
charge of definite areas. 
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It is understood that the National Alliance has already 
received the support of a large number of trade unions 
and trade union branches, and if it could be made truly 
representative, it should be able to fulfil a very impor- 
tant function. It is certain that some new departure is 
most urgently required for the purpose of preventing or 
settling industrial disputes which, combined with our 
other troubles and disturbances, have come perilously 
near to reducing the industry of this country to bank- 
ruptcy. | 

-The ways they have of settling things in the cotton in- 
dustry appear, for the present at least, to be much 
more successful than in some others, 
Macara’s suggestion in T'he Т'ттев is that the lock-out in 
the engineering trade should be suspended while means 


of adjusting differences are being sought for. ‘“‘ Should 
ultimate agreement be found impossible," says Sir 
Charles, “© then the lock-out could be resumed.’’ He con- 


tinues his advocacy of the setting-up of a body, equally 
representative of Capital and Labour, of inen who hold, 
or have held, foremost positions in our great industries, 
presided over by such an eminent Tegal authority 
as Sir Wm. Mackenzie. He expresses the opinion that 
if this course were adopted and the best advocates on 
both sides were called upon to state their case, a just and 
lasting settlement wouid be arrived at. Well, we hope 
so, but everything depends upon the willingness or 
otherwise of the men to follow their leaders, even assum- 
ing the latter to have the strength essential to real 
leadership. 

Obviously the practical object to be sought is some 
means of continuing the industry on the old basis while 
the dispute 18 discussed and settled. "The struggle ought 
t»? take place before and not after the strike; such a 
system would be advantageous to both sides. 

"The present procedure of considering what should be 
done on the employers' side and the balloting of about 
21 per cent. of the men on the employes’ side is obviouslv 
a very defective method of arriving at the real mind of 
either party. We do not dwell upon the moral questions 
involved; it has long been obvious that a change of 
heart is necessary to bring about better conditions. 
Depleted order books, loss of wages, and empty Union 
coffers тау change heart and temper too, and per- 
haps not for the better. Even if the matter is 


looked at, however, from a purely financial and indus-. 


trial point of view, we think no one could dispute that 
the establishment of some authoritative body, which 
could actually prevent the stoppage until the matter had 
been properly considered and thrashed out, would be of 
enormous advantage. Even a law penalising any union 
for calling out its men or any employers’ association for 
locking its doors, without first giving three months’ 
notice, would appear to be a thoroughly justified in- 
vasion of the freedom of the individual. 

It is, however, more in accordance with the spirit of 
the nation that such a law should be enacted informally, 
and that commercial and financial penalisation should 
he used to enforce it, than that it should be made the 
law of the land, and enforced by legal procedure of any 
kind. An agreement between the emplovers and the 
unions that no stoppage should take place in any circum- 
stances without a given notice and complete ascertain- 
ment of the opinion of the majoritv. bv secret ballot, 
would probably do more for industrial peace than anv 
other simple step that could be taken; but, of course, 
means would have to be provided. for penalising very 
effectively the union or employer who broke the pact. 

If a Parliament of Industry can be set up to deal with 
these matters, the question arises whether it would be 
possible to bring all the trades of the country under one 
administration in this manner, or whether it would be 
necessary to have separate committees or parliaments 
for each trade. Inevitably it would provide many more 
opportunities for '* talk,” but perhaps to better purpose 
than at present. 

In any case, some means should be found for prevent- 
ing lawyers from coming within a hundred miles of the 
place of meeting. 


and Sir Charles. 


THE Soirée this year presented less 

The Royal than usual of electrical interest, but 
Society's Soirée. there were a few noteworthy items. Mr. 
W. M. Mordey, past-president І.Е.Е., 

has devoted attention to hysteresis and other magnetic 
phenomena for so many years that his demonstration of 
a wholly new method of separating slightly magnetic 
minerals from the gangue might be regarded as 
characteristic. The phenomenon, which he demonstrated 
in person, is a curious compound of attraction and 


repulsion, the question which shall predominate depend- 


ing, apparently, on the strength and frequency of the 
two-phase alternating field employed. Whether the in- 
ventor himself is prepared as vet to furnish а positive 
explanation of the facts we are somewhat doubtful; but 
that ** it works ” there can be no question, and we hope 
that it will be developed into a commercially important 
process. We understand that it operates satisfactorily 
on water-borne mixtures, which cannot be dealt with by 
the existing magnetic separators, and therefore there is 
an immediate opening for its use. 

Another notable item was the metallic Х- гау '' bulb" 
shown by the Woolwich Research Department; this is à 
new departure, which will very probably prove exceed- 
ingly useful in the engineering workshop, where radio- 
logy is already becoming established as a valuable aid 
to the metallurgist and the engineer. 

Of the purely physical exhibits none was more fas- 
cinating than Sir William Brage’s models of the 
structure of atoms—-a product of X-ray research—which 
also are already throwing new light on engineering pro- 
blems, such as that of lubrication. 


EvINBURGH is justly proud of what is 

Amenity and described as the ‘‘ amenity " of Princes 
Common Sense. Street, and the title of the finest street 

in any capital in Europe has been 
awarded to that street. All subjects of the British 
Sovereign, from whatever corner of the Enipire they may 
hail, are proud of it, too, and would regret to see any- 
thing done which would tend in any way to spoil it. 

It is matter for rejoicing that the Corporation of 
Edinburgh has decided to electrify the tramways, and 
to do away with the laughably inefficient cable system. 
The tramcars must run along Princes Street, if their 
usefulness is not to be seriously interfered with and, 
since tlie overhead system has, in our view rightly, been 
decided upon for the remainder of the city, it must be 
continued along Princes Street. To change from over- 
head to conduit for a mile of route would be objection- ' 
able and expensive; it is done in London, but it does 
not follow that because absurd things are often done in 
London that makes it right for other places to do them 
too. The question of the moment, then, is—span wires or 
centre poles? The tramways in Princes Street run 
along the middle of the road, and not at the side, as 
they do on the Victoria Embankment. The erection of 
centre poles would divide the splendid wide roadway 
into two narrow lanes; and although the presence of 
centre poles prevents the scorching motorist from leav- 
ing his proper side of the road, vet it does not seem 
reasonable that all the traffic should be inconvenienced 
for this purpose. The road-hog must be dealt with in 
ег ways. 

We cannot agree that centre poles present a handsome 
appearance in themselves. Viewed from the erfd of a 
street, they appear congested, and almost look like a 
копа obstacle. There are arc-lamp poles at the sides 
of Princes Street, and span wire poles could be made in 
keeping with them. 

Centre poles were long ago removed from Sheffield 
Moor, and a joint committee of the Glasgow Corporation 
Statute Labour, Tramwavs, and Watching and Light- 
ing Committees has just voted in favour of their re- . 
moval from Great Western Road. If thev are put up 
in Edinburgh thev will have to come down again some 
day; and since they have positive drawbacks and no 
advantages, the common-sense course wonld seem to be 


to avoid them. 
D 
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LARGE ELECTRIC COLLIERY WINDERS. 


A SOUTH WALES INSTALLATION. 


Two duplicate winders, of the geared induction type 
and the largest of their kind in the United Kingdom, 
have been installed recently in the Penygarreg and 
Groesfaen pits of the Rhymney Iron Co. (under the man- 
agement of the Powell Duffryn Steam Coal Co.). 


Fic. 1.—A Larce B.T.H. CoLLIERY WINDER. 


The winders, which were built by Messrs. Fullerton, 
Hodgart & Barclay, Ltd., of Paisley, are designed to 
raise 250 tons of coal per hour (maximum 300 tons) 
from a depth of 1,860 ft. ; five tons (maximum six tons) 
of coal being raised per wind of 72 seconds. Cylindro- 
conical drums are used, varying in 
diameter from 12 ft. to 18 ft. 6 in., 
and the ropes are 6} in. in circumfer- 
ence. The total weight of the winder, 
exclusive of the motor, is 120 tons, the 
drum shaft alone weighing 15 tons. 

The induction motors for ‘these 
winders, wound for 3,000/3,300 volts, 
50 cyeles, 3-phase, and supplied by the 
British Thomson-Houston Co., Ltd., of 
Rugby, have a continuous r.m.s. rating 
of 1,600 h.p., and are capable of carry- 
ing peak loads uv to 3,600 h.p. The 
synchronous motor speed of 250 r.p.m. 
is reduced through  single-reduction 
helical gearing to give a drum speed of 
47.2 r.p.m., corresponding to a rope 
speed of 2,850 ft. per minute, and the 
motor is coupled to the pinion shaft 
through a  Wellman-Bibby flexible 
coupling. , 

The roter, the rotor windings, and 
the slip-rings were made, both with 
regard to mechanical construction and 
electrical insulation, to withstand 
reverse-current braking and the double 
voltage on reversal. The stator wind- 
ings are of the open slot type, and the 
coils are of a special construction and 
insulation developed for very high 
voltages, and used very successfully for several years. 

The motor shaft, which is carried in two massive 
spherical-seated bearings, is of generous dimensions to 
withstand the frequent reversals of stress experienced in 
motors for this service, and the slip-rings, of the open 


type, are placed inside the bearings. When braking, 
the maximum voltage between the slip-rings is approxi- 
mately 1,550 volts, and, as can be seen in the illustra- 
tion, fig. 1, the brush gear is mounted alternatively on 
either side of the shaft to give additional clearance be- 
tween the brush holders and to facilitate 
adjustment and replacement of the 
brushes, +" 

The control gear, comprising high- 
pressure, air-break, reversing con- 
tactors for the stator circuit and pot 
type liquid rotor regulators capable of 
dissipating 900 h.p. continuously, was 
supplied by Messrs. Allen, West & Co. 
A unique feature of this control is a 
compressed-air cylinder that is. con- 
nected to the lever operating gear which 
relieves the driver of the fatigue of 
operating such a large regulator. The 
compressed-air cylinder is not capable 
of operating the, regulator without 
additional effort on the part of the 
driver, and this feature ensures that the 
actual control is completely in his 
hands. | 

The high-pressure contactors are 
operated through a small master con- 
troller which is connected to the lever 
operating gear and, in addition to the 
fingers necessary for operating the con- 
tactors, this master controller has 
numerous additional fingers for the 
various emergency and interlocking de- 
vices supplied with the winders. In 
order that no access can be obtained to 
the high-pressure stator contactors while they are alive, 
the door of the separate fireproof chamber, in which 
these contactors are housed beneath the engine-room 
floor, is interlocked with the main switch. 

The switchgear, emergency, and indicating devices 


e 


| 
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Fia. 2.—DgRvM END or WINDER. 


were supplied by the British Thomson-Houston Co., 
and, in addition to the standard Whitmore overwind 
and overspeed devices, there are two overwinding 
switches, one for each cage, mounted in the headgear, to 
trip the main.switch in case of an overwind. A feature 


нана RT EE A A A A аиса 


Vol 90. No. 2,323, JUNE 2, 1922.] 


THE ELECTRICAL REVIEW. 


761 


of these additional switches is that after an overwind 
has occurred it is impossible for the driver to back out 
in any but the correct direction, and then only at a 
creeping speed. | 

It is a common practice to supply a pedal switch for 
short-circuiting the overwinding switches and, in this 
manner, to permit backing out, but with such a system 
there is nothing to prevent the driver from drawing the 
cage still further into the headgear after he has short 
circuited the overwinding switches. With the B.T.H. 
system the possibility of a mistake of this nature is 
entirely eliminated, 

The driver's instruments, comprising a centre-zero 
wattmeter and a voltineter, are mounted on each side 
of the depth indicator. By using a centre-zero watt- 
meter it 1s possible to obtain the same indications as are 
given by an ammeter on a Ward-Leonard equipment 
that is, the needle moves to the right or left' in accord- 
ance with the raising of the right or left-hand cage in 


the shaft, the pointer moving in the opposite direction 
when reverse-current braking is employed. Above these 
instruments are two ground-glass indicators which give 
luminous printed signals to show the driver when he is 
either braking by reverse current, or when he moves his 
lever in the wrong direction at the commencement of a 
trip. The latter indicator is of considerable value 
since, should the driver move his lever in the wrong 
direction, it gives him an opportunity of rectifying his 
mistake before the overwinding switches come into 
operation. 

In addition to the winders mentioned above, the 
British Thotuson-Houston Co. has recently completed the 
motor and switchgear of another large winder for the 
Powell Duffryn еа Coal Co., this winder being in 
course of erection at the New Tredegar pit, situated 
near the top of the Rhymney valley, not far from the 
Groesfaen and Penygarreg pits. The motor for this 
winder has a continuous rating of 1,100 h.p. 


THE INSTITUTION OF ELECTRICAL ENGINEERS. 


SUMMER CONVENTION IN SCOTLAND. 


However fond of London those members of the Insti- 
tution are who travelled in a special L. & N.W.R. res- 
taurant car by the West Coast route from Euston to 
Glasgow, on Monday last, to take part in the summer 
meeting of the Institution of Electrical Engineers at its 
Scottish Centre, they will hardly agree with Dr. John- 
son's saying, that the finest prospect a Scotsman ever 
sees is the high road out of Scotland into England. 

Glasgow, having welcomed members of the Institution 
0. previous occasions, renewed that welcome this year 
with the heartiness associated with, greetings accorded 
t» old friends. Many, if not, indeed, most of those 
attending the present convention are not unfamiliar 
with the city, with its commercial and industrial 
interests, its civic enterprise, and its academic fame to 
which the late Lord Kelvin added so remarkable a 
lustre; but it may be that some members are visiting 
Glasgow for the first time— 


“А city old, and somewhat plain of face, 
Yet some there are who, with a lover's eye, 
Are quick to mark an unexpected grace, 
Where strangers would indifferent pass by. 


May it be yours for a brief spell to share 

Old Glasgow's smiles—to pierce the veil of grey 

That screens her charms from hurried eyes—to 
bear 

The best of her in memory away!” 


G. MATHESON. 


The city is a cheerful place inhabited by cheerful 
people, not a few of whom have been imported by the 
electrical profession from across the Border. ^ The 
importations during the present meeting may be ex- 
pected to bestow- further blessings of the same character 
and.so aid pleasant progress. 

The total number of participants in the whole or 
parts of the convention is approximately 362, and a 
partieularly pleasant feature is the fact that in that 
number are included over 110 ladies. Visitors have the 
privilege of using five golf courses on production of 
their Institution badge, and the general outline of the 
programme of the meeting, which is substantially the 
same as that arranged for the meeting that was to have 
been held last summer, but which was postponed on 
account of the coal miners! dispute, assures for all 
who take part in it, not only an intimate knowledge 
of extensive Scottish electrical enterprises and allied 
trade interests, but also a fine impression of the civic 
and commercial importance of the City of Glasgow, of 
the beauty of the Firth of Clyde, and of the grandeur 


and the glory of the Scottish Highlands, 


The business programme commenced on Tuesday, May 
30th, with an official reception at the Royal Technical 
College, a stately building in the centre of the city, 
adjacent to the municipal buildings and the pleasance, 
George Square. A civic welcome was accorded the 
visitors by Lord Provost Thomas Paxton and the magis- 
trates and members of the Glasgow Town | Council. 
Mr. R. B. Mitchell, engineer and manager of the Glas- 
gow Corporation electricity undertaking, then read a 
brief paper descriptive of the general lay-out and 
equipment of the Dalnarnock electricity generating 


Еа. 1.—TunBiNE Room ar DALMARNOCK— (reproduced from an 
oil painting). | 


station, fig. 1, in which he drew attention to some spe- 
cial features of the station, and quoted extracts from 
the working figures for the whole station, test results 
of individual parts of the plant, and notes on the equip- 
ment which has been provided for the control of the 
most important quantities. Where the closest super- 
vision of the burning of fuel is imperative, the author 
is of the opinion that money expended on measuring 
and recording appliances is well spent. 
teed combined efficiency of boiler, superheater, ‘and 
economiser is 80 per cent, and the boiler-house efficiency 
attained under normal working conditions is about 74 
per cent. It is expected that under better circum- 
stances this figure will be considerably improved. 

The methods adopted for driving the auxiliary plant 
and of using the heat energy rejected are next in im- 
portance, if not equal, to the economics of the boiler- 
house. At Dalmarnock this problem has been tackled 
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їн various ways; in fact, it may seem that too many 
complications have been introduced. The auxiliary 
arrangements have been very severely criticised, but the 
diversity of auxiliary plant gives experience and data 
which could hardly be determined otherwise than by 
trial. 

Valuable Jessons may be learned from the results ob- 
served in the operation of the Dalmarnock station, par- 
ticularly in the matter of heat balance control and the 
auxiliary drive. The very coinplexity of the design 
makes for exceptional flexibility in operation, and 
affords a rare opportunity to test out the different com- 
binations under actual operating conditions. 

All auxiliary motors are of the induction type, and 
their working has been extremely satisfactory. The 
economic aspect is by no means so clear, and investi- 
gations are being carried out to see whether too great 
а price is not being paid for the obvious advantage of 
simplicity of a.c. motors. 

Every effort has been made to measure as accurately 
as possible all important quantities, and for this pur- 
pose each circuit in the station has been treated sepa- 
rately. The equipment provides the staff with meuns 
for practically continuous control of the boiler per- 
formance, as well as of that of the turbo-alternator sets. 
No difficulty has been experienced in getting consistent 
results well within 0.1 per cent. at the electrical end, 
although, of course, the absolute accuracy of the results 
is much more doubtful. For accurate tests on the tur- 
bines, two steel test tanks, each of 28,000-lb. capacity, 
have been installed permanently close to the turbine 
room, so that very accurate measurement of the steam 
consumption of any set can be made when required. 
Details of these tanks are shown in fig. 2. "The whole 
testing equipment has proved extremely convenient in 
practice, and the general idea underlying the arrange- 
ment of all testing equipment has been to take the pres- 
sure, flow, and resistance as in an ordinary electrical 
circuit. 

It is interesting to note how the various instruments 
have gradually gained the confidence of the operators. 
The steam flow meter, which was looked on in the early 
stages as a toy, is now considered to be absolutely essen- 
tial, and the temperature measurements are now quite 
as reliable and accurate as the pressure measurements. 
Visitors were able to check roughly the performance of 
any of the.important parts of the plant while passing 
through the station. 


OPERATION RESULTS. 

Owing to the prevailing depression and to the lock-out 
in the engineering trades which has been in force re- 
cently, the station output during the past few months 
has been much below what was expected. Dalmarnock 
has been carrying the whole load of the system and 
operating at a load factor of about 34 per cent. 

The total generating costs for April last were 
0.2635d. per kWh delivered, or 0.0883d., excluding the 
cost of fuel (the average figures for the year being 
0.2584d. and 0.0759d. respectively); 10,233,203 kWh 
were delivered at an expenditure of 1.98 lb. of coal per 
kWh delivered. The maximum load on the station was 
42,200 kW and the load factor 33.68 per cent. 

As the all-important figure is lb. of coal per unit, 
the scheme suggested by Mr. R. H. Parsons some time 
ago in Тнк ELectricaL Review has been adopted. A 
testing engineer is employed, whose sole duty is to inves- 
tigate problems on the economical running of the sta- 
tion, and he is provided with complete testing equip- 
ment. After the reading of the paper, members were 
conveyed in special cars to Dalmarnock to see for them- 
selves the work that is carried on there and the methods 
employed. | 

The earliest electricity generating stations in Glas- 
wow were erected in 1890; a larger station was com- 
pleted in 1893 at Waterloo Street, the only advantage 
of which site was its proximity to the load centre. The 
Port Dundas and St. Andrew's Cross stations were 
equipped during the period 1900-1904 with recipro- 
cating plant; later turbo-alternator sets were installed 


in these two stations to supply h.p. 3-phase energy to 
sub-stations in which it was converted to l.p. d.c. for 
general use. However, in ten years’ time both stations 
had nearly reached the economical limit of their 
capacities, it being impracticable to extend them, 
owing principally to a lack of adequate supplies of 
water for condensing purposes. — Accordingly, on the 
advice of Mr. W. W. Lackie, the then engineer and 
manager and now one of the Electricity Commissioners, 
the Corporation procured 134 acres in 1910 on which 
to erect the Dalmarnock station; the ultimate electrical 
output of this station is to be 200,000 kW. 

The station is designed in two main sections, the 
first of which comprises a coal store and coal-handling 
plant, workshop, two boiler rooms, a turbine room, 
switch house, control room, and a sub-station. Up to 
March, 1922, £1,311,355 had been spent on the works 
and plant, and the first section, when complete, will, 
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it is calculated, have cost £1,964,618. ' Prior to the 
war the cost of the station would have been £10 per 
kW of plant installed, whereas the figure will now 
approach £20 per kW for the first half of the station 
and much more than that for the second half. The Dal- 
marnock station is situated on the north bank of the 
River Clyde, near the eastern boundary of the city, the 
proximity of the Lanarkshire coalfield being a great 
asset. Reinforced concrete buildings have been substi- 
tuted for the steel ones originally planned. 

The first part of the station to be completed was 
the coal-handling section, which Баз a capacity of 100 
tons per hour. Each of the two boiler rooms contains 
eight Babcock & Wilcox water-tube marine-type boilers, 
four on each side of the room. Each boiler has three 
chain-grate stokers, a superheater, and an economiser. 
and is capable of a maximum output of 62,000 lb. of 
steam per hour. The final steam pressure and tempera- 
ture are 275 lb. per aq. in. (gauge) and 700 deg. F. 
respectively, and three boilers suffice to supply steam for 
one turbine. 

The first turbo-alternator room will contain five sets. 
the maximum continuous output of each machine being 
18, 750 kW, but the most economical load is 15.000 kW. 
At the point of maximum efficiency the steam consump- 
tion is guaranteed not to exceed 10 Ib. per kWh gener- 
ated. when the steam is supplied at a pressure of 
250 lb. per sq. in. and a temperature of 700 deg. F.. 
the vacuum being 29.1 in. of mercury. 

Each main alternator has a maximum continuous 
output of 23,400 kVA at 6,500 volts and a speed of 
1.500 r.p.m. The cylindrical rotors are built from 
solid forgings, and each machine has its own exciter 
mounted on the alternator shaft. 

Two 500-kVA sets, the turbines running at 3.500 
r.p.m. and geared to 440-volt alternators that run at 
750 r.p.m., are provided for supplving the energy to 
operate the auxiliary plant of the station under special 
conditions, but normally the auxiliaries will be sup- 
plied from the sub-station, or from the special auxiliary 
windings on the step-up transformers. 
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The first section of the switch-house contains the 
step-up transformers for each alternator, five alterna- 
tor and 18 feeder switches, two coupling, and two 
sectionalising switches. The working pressure at the 
bus-bars is 20,000 volts, and the 7,800-kVA trans- 
formers are single-phase units. The switchgear is of 
novel design; in place of the conventional concrete-cell 
work, ironclad construction is used throughout, and 
all the switches are operated from a control room in 
which the electrical measuring instruments and signal- 
ling devices are situated. 

А 125-cell 250-volt battery, having a capacity of 
3,000 Ah at a discharge rate of 300 amperes for 10 
hours, is located in the switch-house basement and is 
used to excite the main turbo-alternator exciter fields, 
to drive the switch-house travelling crane, and for 
emergency station lighting. Two 5o-eeit tudes 
teries, having a capacity of 250 amperes at a one-hour 
rate of discharge, are situated below the control room, 
and are used alternately to operate the main switchgear 
controls and telegraphs. ^ 

The neutral point of the 20,000-volt svstem is earthed 
through a water resistance that is capable of passing 
900 amperes at 11,500 volts, and the neutral point of 


each generator is earthed through a resistance which 
can pass 1,500 amperes at 3,800 volts. 

The electrical energy generated at Dalimarnock is 
transmitted at 20,000 volts to various sub-stations, 
where it is stepped down to 6,500 volts to supply the 
existing e.h.p. mains. ‘Transformation to 440 volts for 
а.с. distribution and conversion to d.c. at 500 volts is 
also made for l.p. supplies. The 20,000-volt cables are 
of the 3-core split-conductor апі 6-core types, and 
are provided with the Merz-Hunter system of protection ; 
a 12-pair air-spaced telephone cable is laid with each 
feeder. At the distributing centres banks of 1,875- 
kVA single-phase (three in a group) step-down 20,000/ 
6,500-volt transformers are installed, switchgear of the 
ironclad. type is provided on both the h.p. and 1р. 
sides, and the centres are interconnected by 20,000-volt 
feeders. 

After being conducted over the station the visitors 
were conyeyed in cars back to the Municipal buildings, 
where luncheon was served by invitation of the Cor- 
poration of Glasgow. 

As we go to press, our representative telegraphs that 
the weather is glorious, and that the function so far has 
been very enjoyable. 

(То be continued.) 


THE ROYAL SOCIETY’S SOIREE. 
(Concluded from page 726.) 


The National Physical Laboratory (Dr. Kaye and Dr. 
Griffiths) exhibited apparatus for the rapid determina- 
tion of therinal conductivities, more especially of non- 
metallic materials. Fluorescence under ultra-violet 
light was demonstrated, and a precision bridge for 
platinum thermometry (Messrs. W. F. Higgins and 
F. H. Schofield) was on view, the design of which is due 
io Mr. F. E. Smith, F.R.S. It is intended for use with 
thermometers having two potential and two current 
leads. One of the leads is shunted after the manner of 
the Kelvin double bridge, another is in the galvano- 
meter circuit, and the remaining two are in variable 
arms of the bridge. The net is such that the resist- 
ances of the two variable arms are of the order of 
100 times that of the thermometer. This enables brush 
contacts to be used without appreciable sacrifice of pre- 
cision. The bridge shown was designed for thermome- 
ters of 10 ohms. F.I., and the steps on the lowest dial 
corresponded to 0.001° C. Differences of 1 per cent. 
in the resistances of the thermometer leads do not affect 
the reading. 

The new rotascope shown by Dr. E. H. Ravner enables 
a revolving shaft, disk, or other object to be rendered 
continuously visible and yet appear to be at rest. The 


Fic. 1.—A New RorascoPE. 


method employed eliminates the necessity for illumina- 
ting the object by flashes of light of very short duration 
compared with the period of rotation by the shutters 
or other means commonly used for producing a pseudo- 
stationary appearance, which require the object to be 
invisible except for a small fraction of a revolution. 
The principle made use of in the new rotascope is a 
property of the reflection from a plane surface rotating 


about an axis that is parallel to its plane, which is 


collinear with that of the object. A form of the 


optical device employed is shown in the accompanying 
diagram, fig. 1, which represents three mirrors rotating 
as à whole about an axis PQ, which is in line with the 
axis of rotation of the object. Such a system of mir- 
rors has the property of causing a fixed object to appear 
to rotate twice as fast as its own rotation; it therefore 
follows that, if it is rotated at half the speed of the 
object, the effect will be that the object will appear to 
be at rest. Such a method of eliminating the appear- 
ance of rotation from a rotating body is suggested as 
being of possible value for synchronising purposes, 


speed measurement, the examination of the movements 


of different parts of rotating machines, and the study 
of the vibrational, torsional, and other strains in rota- 
ting plant. By means of subsidiary optical devices 
parts off the axis of rotation can be examined. 

The Radiological Branch, Research Department, 
Woolwich, showed an X-ray tube of the hot-cathode 
tvpe, constructed chiefly of metal—the insulation be- 
tween the anode and the case being secured by a glass 
sleeve. Both the anode and the metal case are water 
cooled. The tube is self shielding. only a narrow pencil 
of X-rays escaping from an aluminium window. [t is 
designed to give the characteristie radiation of iron, 
and to run continuously with a heavy current. 

The Explosives Branch of the Research Department 
exhibited apparatus for the measurement of dielectric 
constants at radio frequencies. The method used is ап, 
applieation of the heterodyne method of signalling em- 
ploved in wireless telegraphy. Two valves generate 
oscillations of high and nearly equal frequencies, and 
an audible note, whose piteh depends upon their differ- 
ence in frequency, is heard in a telephone receiver. | The 
pitch of this note is compared with the pitch of the note 
given by an electrically-driven tuning fork. 

Sir William Bragg, F.R.S., and Prof. W. L. Bragg, 
F.R.S., had an exceedingly interesting exhibit of models 
of crystal structure. The methods of X-ray analysis 
make it possible to construct models which show with 
great accuracy the size of the cell containing the unit of 
pattern of the crystal. In some simple cases the posi- 
tions of the atoms in the cell are known with equal pre- 
cision: in others the approximate positions can be in- 
ferred. The distance between the centres of two neigh- 
bouring atoms is generally known with much more 
accuracy than the radius of either. The models of 
organic crystals are based on the principle, which seems 
to be justified by success, that the benzene and naphtha- 
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lene molecules are actual frameworks of detinite dimen- 
sions. The scale of most of the models was 100,000,000: 1. 

Where the material cannot be obtained in cry- 
stalline form, it is possible to use it in the shape of 
powder; the X-rays are passed through this and give 
spectral lines from which the characteristics of the 
material can be deduced. This process has been applied, 
for instance, to china clay with great success.. A new 
X-ray bulb was also shown giving soft rays: the copper 
anticathode was water-cooled, and the tube took 10 
milliamperes at 30,000 volts. This tube was used for 
the examination of powders. The wave-lengths emitted 
by the tube are 1.54 A.U. (strong) and 1.42 A.U. (weak). 
With a current of three milliamperes a useful photo- 
graph is obtained in three hours, in the case of sub- 
stances of moderate density. 


IMPORT TRADE OF SIAM. 


TRE following figures, showing the imports of electrical and 
similar goods into the port of Bangkok during the year ended 
March, 1921, are taken from the recently-issued official trade 
statistics ; the figures for the year ended March, 1920, are 
included for purposes of com parison, and notes of any increases 
or decreases are given. Japan's increased participation is 
noteworthy. Imports stated to be from Singapore and Hong- 
Kong are for the most part the products of other countries 
shipped vid these two ports :— 


Lamps.— 1919-20. 1920-21. Inc. or dec. 
Ticals. Ticals. Ticals. 
| . Total 273,000 316,000 + 43,000 
From Singapore 29.000 9,000 — 20,000 
4 Hong-Kong 13,000 3,000 — 10,000 
, United Kingdom 40.000 23,000 + 13,000 
» United States 103,000 114,000 + 6,000 
„ Japan 81.000 45,000 — 36,000 
» Germany "m B — 58.000 + $6,000 
Electrical gooda and apparatus.— 
Total . 1,374,000 1,080,000 — 294,000 
From United Kingdom 264,000 293,000 + 29,000 
., Germany т, — 7,000 + 7.000 
,, United States 4654 000 328,000 - 186,000 
, Singapore 33,000 36.000 - 7,000 
4, Sweden 266 000 25.000 241.000 
4, itay . 4,000 20.000 + 146,000 
4, Holland 30 00 o9 5.000 T 2.000 
» France -> 16,000 + 16,000 
4 Japan 25],000 — 269,000 — 4- — 18.000 
Manufactures of Copper.— 
Total 5,000 40.000 + 5.000 
From Hong-Kong 5.000 1.000 — 4.000 
4 United Kingdom 21,000 32,000 + 11,000 
Scientific Instruments and apparatus.— 
. Total 974,000 900.000 + 16,000 
From United Kingdom 97.000 148,000 + 51.000 
„ Germany — &000 + 8.000 
» France 8.000 10,000 + 2 000 
4, Japan 52,000 31.000 — 91,000 
» United States 75,000 58,000 — 17,000 
Prime movera. other than road locos., marine, | 
milling, and agricultural machinery.— 
Tota] 276,000 562,000 + 286,000 
From United Kingdom 91,000 319,000 + 2028.000 
» United States 149,000 — 142,000 — 17,000 
Machine Tools.—- 
Total | 131.000 156.000 + 95.000 
From United Kingdom 49.000 143,000 + 94,000 
United. States 74.000 4,000. 4 70,000 
Machinery unenumerated, including detached 
parts, and not including agricultural, tertile, 
or sewing marhinrs.-- 
Tota! | 131,000 1,037,000) + 606,000 
From United Kingdom ... 154,000 663.000 + 509.000 
» Japan 5,000 36,000 + 31,000 
» United States 188,000 155,000 — 30,000 
Iron and steel wire and manufactures thereof.— 
Tota] 906 000 281.000 — 15,000 
From United ОВ 155,000 182,000 + 297,000 
»  Germanv а — 11,000 + 11,000 
. United States 2.000 91,000 — 01,000 


1919-90. 1920.21. Inc or dec. 

Railway Material Ticals. Ticals. Ticals. 
Total " .. $843,000 2,193,000 --1,350,000 

From United Kingdom 562,000 878,000 — 184,000 


», United States 201,000 1,724,000 +1,523,000 


Cars or trucks for railways or tramways.— 


Total " ... 1,607,000 1,656,000 + 49,000 

From United Kingdom  ... 1,574,000 1,596,000 + 22,000 

„» United States 10,000 21,000 + 17,000 
Caoutchouc manufactures, other than tires.— 

Total = .. 170,000 175,000 + 5,000 

From Singapore YO 91,000 92,000 + 1,00 

» United Kingdom 29.000 47,000 + 18,000 

» United States 9,000 . 14,000 + 5,000 

4, Јарац Г 33,000 7,000 ~ 926,000 


Note: £1 = about 13 Ticals. 


PARLIAMENTARY NOTES. 


(By Our SPECIAL PARLIAMENTARY REPORTER.) 


Electricity (Supply) Bill.—This Bill was read a second time 
without a division in the House of Commons on May Atb, 
and was committed to a Standing Committee of the House. 
Mr. G. Balfour withdrew his motion for the rejection of the 
Bill on an undertaking given by Mr. Neal (Parliamentary 
Secretary to the Ministry of Transport) that he was prepared 
in Committee to consider any amendment to secure that 
reasonable and adequate protection was given to the House 
to control expenditure under the Bill. 

Mr. GiLBERT (a member of the London County Council) 
made an interesting speech in favour of the second reading 
of the Bil. He said that the Council was very mucn 
interested in electricity supply, because it was the purchas- 
ing authority of a good many of the undertakings in the year 
1931, and had, under the Bill of 1919, put up a scheme to 
the Electricity "Commissioners. If that scheme was accepted 
it would provide a working arrangement so far as the larger 
district of London was concerned. In that district there 
were 83 different suppliers of electricity. Of these 41 were 
local authority suppliers and 42 were company suppliers. 
Anyone who had given the slightest study to the question of 
electricity realised that if there was to be cheaper electricity 
there must be larger areas of supply and larger means of 
supply, and there must be some kind of working arrange- 
ment bv which many of the smaller municipal and com- 
pany supplies would be scrapped and the supply dealt with 
from a larger supply station. 


Grampian Electricity Supply Bill.—On the report stage of 
this Bill in the House of Commons, on May Brd, Mr. Brigg 
moved its rejection. Although he was a member of the 
Select Committee which considered and passed the Bill, be 
said that his reason for asking the House to reject it was 
that during the evidence a letter was put in from the Trade 
Facilities Advisory Committee practically promising to 
guarantee a part of the capital which was to be raised by tbe 
promoters. ‘The letter was sprung on the Committee as a 
perfectly new thing, and the House had no opportunity to 
review the guarantee; therefore, although he had no fault 
to find with the El, he had every fault to find with the 
guarantee. He had been asked why he took exception to 
this particular instance of guarantee, seeing that already the 
Trade Facilities Advisory Committee had distributed guaran- 
tees to the extent of about .£20,000,000 of the £25.000.0m 
it had to administer. Не took exception to this parti- 
eular guarantee because the assets of the Grampian 
Electricity Supply Co. were not such as would warrant 
a State guarantee: they were waterfalls and salmon 
fisheries. Also, the scheme was speculative in the 
highest possible degree. The promoters were given ten 
years in which to comp'ete the scheme, and the guarantee 
was as to the capital and interest on £2,000,000 worth of 
debentures. The scheme could not be profit-making until it 

was nearly complete, and it would, therefore, be many years 
before the scheme could begin to make a profit. and for the 
whole of that time, under the guarantee, the State had to 
pay the interest оп £2,000,000 of debentures. He also objected 
to the guarantee, because it was the declared intention of 
the promoters to announce on their prospectus that this 
State guarantee existed. This could only be done with one 
object. to bring in from the public money which the public 
would not invest otherwise. 


Mr. Lawson, another member of the Select Committee. 
seconded the motion for the rejection. 


Mr. Onwspy-Gonr, the Chairman of the Committee, hoped 
that the Bill would be proceeded with, and said that if any 
water power was likely to prove successful in developing 
cheap electricity this scheme was likely to be able to do it. 


A number of Scottish members supported the Bill, und Vr 
Hitton Youxa, Financial Secretary to the Treasury, said tbat 
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he earnestly desired that so extremely useful and promising 
а measure might be proceeded with. He understood that 
the principal obstacle was the letter written by the Trade 
Facilities Advisory Committee. That Committee consisted of 
three gentlemen of unique experience in business, but not ot 
experience in Parliamentary procedure. Іц all that they «did 
the Committee acted specifically subject to the condition 
that applicants who came to them would obtain the necessary 
legal and Parliamentary authority. The schemes submitted 
to the Committee for the assistance of the guarantee were 
such as without the guarantee would not come to birth, and 
it would not be worth while for the promoters of such 
schemes to incur the expense of obtaining the approval of 
a private Bill unless they had some assurance that if they 
succeeded in obtaining the assent of Parliament to .heir pro- 
posals they could count on the guarantee. He gave an 
assurance that in future it would be made very clear to all 
applicants to the Advisory Committee in regard to schemes 
which required the assent of Parliament that any expression 
of opinion by that Committee would be given subject to the 
approval of Parliament. The immediate effect of the Bill 
would be to employ 3,000 men this year and 6,000 in the 
third year. 


On a division the motion for rejection was defeated by 185 
votes to 78. "The Bill has since passed its third reading. 


Torquay Corporation Bill.—On Мау 23rd a Select. Com- 
mittee of the House of Lords considered a Bill. promoted. by 
the Torquay Corporation providing for the transfer of ihe 
electricity undertaking from the Urban Electric Supply Co. 
at Newton Abbot to the Torquay Corporation. 

Mr. W. J. Jeeves, K.C., for the promoters, said that it was 
unquestionable that Torquay needed more generating stations 
than it possessed at present if the demand for electrical 
energy in the district was to be supplied. It was impossible 
in the present station to secure any further effective capacity. 
Big works within the borough might be detrimental to thc 
town as a whole, and they had to keep outside the borough 
to find a site for new works. The Urban Electric Supply 
Co., if they were effectively to supply the Newton Abbot dis- 
trict, would have to extend their works. For some reason 
they declined to supply the Council's workmen's dwellings 
with electrica! energy, and in the end the Torquay Corpora- 
tion and the Newton Abbot Urban Council met and discussed 
the matter, and came to the conclusion that it would be tn 
the interest of both areas that Newton Abbot Council should 
exercise their option of purchase on these electrical works, 
and that Torquay should find the necessary money. The Bill 
provided that Torquay Corporation should purchase the elec- 
trical undertaking at Newton Abbot on terms on which the 
owners were bound to sell to the Newton Abbot Urban 
Council, because it was in the interests of both areas. 
The suggested price of the undertaking was £66,000, but the 
Torquay Corporation's electrical engineer considered this sum 
far too much. 

Mr. TxLDESLEY Jones, K.C., in opposing, asked their Tord- 
ships’ protection against what could only be a partial 
measure of confiscation. 

No evidence was called for the opposition, and the Com- 
mittee found the preamble of the Bill proved. It euggested 
that the terms of purchase be'arranged by arbitration. 

The Bill later passed its third reading. 


Miscellaneous Bills.—The South Wales Electrical Power 


Distribution Bill has been read a second time in the House 
of Commons. The Nottinghamshire and Derbyshire Tram- 
ways Bill has been read a third time in the House of Lords. 
The Bristol Tramwavs Bill has been read a second time in the 
House of Lords. The London County Council (Tramways and 
Improvements) Bill has been read a third time in the House 
of Commons. The Ayr Burgh Electricity Bill has been read a 
third time in the Lords, and passed. On May 30th the London 
Electric & City & South London Railway Companies! Bill was 
read a second time in the House of Lords, and has been re- 
ferred to the examiners of private Bills. The Yorkshire 
Electric Power Bil has been read the third time in the 
House of Commons. 


Electrification. in Luxemburg.—On Mav Ath. Mr. A. T. 
Davies asked the President of the Board of Trade whether the 
attention of the Overseas Trade Department or the Board of 
Trade had been directed to the schemes of electrification in the 
Duchy of Luxemburg; whether British engineers would be in 
a position to quote for plant, machinery, and equipment in the 
duchy; whether the departments, separately or in co-opera- 
tion, were able to supply formation and facilities for 
tendering to British firms: and, if not, seeing the present 
atate of unemplovment, whether the departments would be 
prepared to make any effort in this matter. 

Sir. P. LLOYD GRAEME (Secretary to the Overseas Trade De- 
partment) said that tentative suggestions had been put for- 
ward from time to time for the electrification of the Luxem- 
burg railways, but he had no information that any definite 
scheme had been formulated. "With regard to the last part 
of the question, the Commercial Secretary at Brussels, in 
whose area Luxemburg is included, kept the department in- 
formed in the ordinary course of his duties, of any develop- 


ments likely to be of interest to British industry, but he. 


would gladly have a special inquiry addressed to him on the 
matter, and would communicate again in due course with 
Mr. Davies. 


Office of Works Dismissals—On May 29th Mr. Erskine 
asked Sir J. Gilmour, as representing the First Commissioner 
of Works, whether in the electrical engineering department 
dismissals of workmen since the Armistice had exceeded 200 
in number; and, if this was so, whether any corresponding 
reduction had been made in the superintending staff. 

Sir J. GILMOUR replied that the number of workmen dis- 
charged from the electrical department was 189 out of a 
total of 465 at the time of the Armistice; the supervisory 
staff at the date numbered 16 and had been reduced to 11. 


Wireless to Switzerland.--On. May 25th Mr. T. Griffiths 
asked the Postmaster-General whether the new wireless ser- 
vice which had been instituted between London and Switzer- 
land in competition with the Government land line and cable 
service was being conducted under a temporary or a perma- 
nent licence. 

Mr. KELLAWAY said that no licence had yet been issued. 
Temporary permission had been given to the Marconi Co. 
to commence a service between London and Switzerland, but 
this was subject to withdrawal if a suitable agreement was 
not arrived at between the Government and the company as 
to the conditions on whieh such licences might be granted. 
The circumstances were practically the same as in. the case 
of the London--Parts service. The question of the conditions 
under which licences could be issued was still under con 
sideration. Should such licences be granted. their terms 
would be laid before Parliament. i 

Wireless on Passenger. Aeroplanes.—On May 22nd Captain 
Guest, (Secretary of State for Air), informed Sir H. BRITTAIN 
that an agreement, which was being drawn up with the 


British aircraft companies operating on the recognised air 
routes between England and abroad under the Subsidy 


Scheme, wou!d include a clause providing that all approved 
fleets of aircraft should be equipped with wireless. The 
agreement had not yet been signed, but at present all the : 
large aircraft, 15 in number, trading regularly between Paris 
and London and Brussels were fitted with wireless, and com- 
municated regularly with the Air Ministry ground stations. 
One French machine was at present fitted with wireless, and 
the French companies had agreed that all their passenger- 
carrying aircraft on this service should be similarly equipped 
by the middle of August. The Dutch were also arranging to 
equip with wireless their aircraft on the Holland-England 
route. 


LEGAL. 


URBAN ELECTRIC SuPPLY Co. v. CADE. 


Ar Stamford County Court, on May 22nd, before Judge 
Dobb. the Urban Electric Supply Co. sued Alfred Cade, 
St. Mary's Street, for £34 4s. 6d. An affidavit by defendant 
admitted £23 9s. of the claim, and the dispute arose over the 
difference in price for electricity consumed for lighting pur- 
poses and that used for heating. 

Mr. Goprrey PHiLLIPS, for plaintiffs, stated that in Sep- 
tember, 1919, a contract, which had been in existence, was 
cancelled by the company. ‘They were prepared to enter 
into a fresh agreement, but after several letters had been sent 
a postcard was received stating that it had been decided to 
have the supply on the flat-rate basis. For three quarters 
in 1920 an allowance had been made in respect of energy 
used for heating purposes, but afterwards the company said 
that if a rebate was expected defendant must have a separate 
meter for the electricity consumed for heating purposes. 

Mr. C. HorMaN ‘(resident engineer), explained that there 
was a difference in the charge for the two uses. In the case 
of a contract each unit was charged for at a low rate, but 
there being no separate meter, the account would be on the 
lighting basis. 

Defendant said that the business had been transacted bv 
his wife and daughter. who had come to an agreement with 
the company to have the supply for heating at a lower rate, 
but this Mr. Holman denied. 

[n the absence of proof of a verbal agreement, his Honour 
gave judgment for plaintiffs for the amount claimed. 


TELEPHONE WIKE AND ELECTRIC CABLE. 


IN the Court of Appeal, before Lords Justices Bankes. 
Scrutton and Atkin, on Mav 26th and 27th, the Liverpool 
Corporation appealed from a judgment of a Divisional Court, 
consisting of Justices Shearman and Salter, reversing a 
decision of the County Court Judge of Liverpool, who had 
found against the Postmaster-General on his claim against 
the Corporation to recover the agreed cost of £40 8s. 7d. of 
repairing damage done to Post Office telephone plant by an 
electric light main belonging to the Corporation as the Elec- 
tricity Authority for the City of Liverpool. "S 

The electric light cable had been laid in 1889. It was en- 
cased in some non-conducting matetial and further enclosed 
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in an iron casing. The telephone wire was in an iron pipe, 
and was adjoining and underneath the electric cable. On 
August 6th, 1918, there was a leakage of electric current; 
through a breakage in the non-conducting material, causing 
an explosion, which damaged both the electric light cable 
and the telephone wire. 

The Postmaster-General, in his appeal from the judgment 
of the County Court Judge dismissing his claim, contended 
that the judge had mis-directed himself and was wrong m 
law in holding that the Postmaster-General was bound by 
the terms of an agreement dated June 17th. 1896. between 
the Liverpool Corporation and the National Telephone Co.. 
a clause of which exonerated the Corporation from liability 
to pay damages for nuisance occasioning loss to the Post- 
inaster-General and also from paying the expenses of making 
sood the injury to the telephone line under the provisions of 
the Telegraph Act, 1878. It was further submitted that the 
County Court Judge was wrong in law in holding that a 
letter dated January 24th, 1912, was not a sufhcient notice 
under the Telegraph Act, 1892. 

The Divisional Court held, both on the ground of nuisance 
and on the ground of debt, that the Postmaster-General was 
entitled to succeed, and from this resuit the present appeal 
was brought. 

At the conclusion of the arguments their lordships reserved 
judgment. 


EALING AND HAMMERSMITH ELECTRICITY SUPPLY. 


In the Divisional Court of King’s Bench, on May 26th, before 
the -Lord Chief Justice, Mr. Justice Greer, and Mr. Justice 
Acton, an application was made ex parte by Mr. Ron. Brown, 
K.C., for a rule nisi for a mandamus directed to the Electricity 
Commissioners requiring them to show cause why thoy 
should not hear and determine, according to law, an appli- 
cation by the Ealing Corporation as owner suppliers of elec- 
tricity for the Borough for leave to enter into an agreement 
with the Hammersmith: Corporation for a supply of elec- 
tricity. He also asked for a rule certiorari to bring up to this 
Court to be quashed an order made by the Electricity Com- 
missioners refusing them leave to proceed with the agree- 
ments which had been provisionally drafted. Counsel said 
that his ground of application was that the Electricity 
Commissioners, in arriving at their decision, were influenced 
by extraneous and irrelevant matters, and therefore their 
assent to the agreement which they could give under Sec. 19 
of the Electrical Supply Act, 1919, was not properly or 
judicially exercised. Counsel went on to explain that, by the 
Act of 1919, the Electricity Commissioners were appointed by 
the Board of Trade to regulate and supervise the supply of 
electricity, and reading an affidavit by the Town Clerk of 
Ealing, he said it appeared that the load was up to 75 per 
cent. of the full capacity and the safety margin had been 
reached. If, during the coming winter. there continued to be 
an increase of users, the capacity! of supply would be overtaxed. 
In the circumstances, the Borough of Hammersmith was 
approached with the object of getting a supply from it to 
augment that of the Ealing district. Eventually an agree- 
ment was arrived at by which the Ealing Corporation was to 
receive a supply in bulk on terms much more favourable to 
it than those offered by the Metropolitan Electric 
Supply Co. This provisional agreement was put before the 
Electricity Conimissioners, who were told that the Hammer- 
smith Council was quite willing to stand bv its bargain. 
The Commissioners, however, refused to allow the agreement, 
even thoygh the combination of the two boroughs in the 
supply of hght would have made a great financial difference 
to Ealing. Counsel argued that the Commissioners, in con- 
sidering the merits of the two proposals (one from Ealing 
and the other from the Metropolitan Electric Supply Co.), 
went bevond the jurisdiction given them by the Act of Par- 
liament. He considered that if a satisfactory agreement was 
set before the Commissioners they should accept it. 

In reply to the Lord Chief Justice, counsel said he submitted 
that the Commissioners were dealing with extraneous and 
irrelevant matters, and thev went bevond the discretion 
vested in them if they went into the question whether a 
supply should not be given by another authority. 

The Lorp CuiEF Justice: It looks as if the Commissioners 
have looked into the whole matter bearing upon the arrange- 
ment and have come to the conclusion that, although it might 
create a slight financial benefit to the parties, it was more 
than counterhalanced by the objections to the combination. 

Mr. Rox. Prown argued that the Commissioners were not 
entitled to deal with the benefits to be derived from rival 
schemes. What they had to consider ‘ves the merits of the 
Du DUE agreement which the Corporations had entered 
into. 

Mr. Justick GREER: Tt seems to me уоп are asking for a 
rule to exclude from the Act of Parliament the words: 
'" With the approval of the Electricity Commissioners," words 
Which have a particular significance. 

The Lord Cater Justice, after further argument, said this 
was nof a case in which a rule could be granted. 

‚ Counxsen: Will vour lordship give me leave to appeal? It 
Is a matter to which we attach considerable importance. 


Г 


Tue Lorp Carer JusTICE: You do not need it. 

On Monday Mr. S. J. Turner, on behalf of the Ealing Cor- 
poration, applied to the Court of Appeal for a rule nisi of a 
mandamus directed to the Electricity Commissioners to show 
cause whether they should not give approval to the pro 
visional agreement entered into between the Ealing Corpora- 
tion and the Hammersmith Corporation under which the 
latter was to afford a bulk supply of electricity to Ealing. 

Torp Justice Bankes: Why сопе to us? 

Mr. TuRNER said the application was made to a Divisional 
Court on Friday and the application was refused. It was for 
that reason they came to the Court of Appeal to ask that the 
decision of the Divisional Court might be over-ruled. 

Having referred to the facts already reported in the appli- 
cation to the Divisional Court, counsel said the ground of the 
Corporation’s objection to the decision of the Commissioners 
was that in considering the application the Commissioners 
had taken into consideration purely extraneous matter which 
they were not entitled to consider at all. The applicants said 
that the discretion given to the Eleetricity Commissioners by 
Section 19 of the Electricity Supply Act, 1919, had not been 
exercised by the Commissioners. judicially. 

In the result their Lordships granted a rule and directed 
that the form of the rule should be settled in the Crown 
Office. 


GASFILLED LAMP PATENT INFRINGED. 


Brrore Mr. Justice Romer, in the Chancery Division, on 
Tuesday, May 30th, there was a motion for judgment in the 
case of the British Thomson-Houston Co., Ltd.. against 
Semco, Ltd.. in which the plaintiffs claimed an injunction 
restraining an infringement of their patent in connection with 
gasfilled lamps. 

Counsel for the plaintiffs said two certificates of validity 
of the patent had been granted, the date of the last being 
January 95th, this year, before the date of the issue of the 
writ. 

His Lordship made the usual order. 


— ——— 5 —— —- 


LEADING-IN WIRES PATENT NFRINGED. 


A MOTION for judgment in default of appearance in the 
action by the British Thomson-Houston Co., Ltd., against H. 
Bake & Co. for an injunction restraining infringement of 
their patent for leading-in wires for incandescent lamps came 
before Mr. Justice Romer in the Chancery Division on Tues- 
day, May 30th. 

Counsel for the plaintiffs said the patent had been upheld 
by Mr. Justice Astbury, who had granted a certificate of 
validity. 

His Lordship made the usual order. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
addreas in our possession. 


by 


Lead-covered Wiring. 


In vour issue of May 19th, 1922, the article on pp. 690-1, 
““ Lead-covered Wiring," by Mr. P. Dunsheath, M.A., B.Sc., 
and your comments thereon on p. 687, are of extreme 
interest, but I believe both articles are incomp.ete. I have 
known, as an installation foreman. 30 or 33 years ago, that 
one must not run lead-covered cables, whether on or through 
oak of any age excepting with some other protection, such 
as another wooden support for the long runs, and if passing 
through oak beams, an ebonite or fibre tube threaded over 
the wire from one end. 

The fact that lead-covered cables laid in, on, or through 
oak would be damaged by the acetic acid contained therein 
seemed to be common knowledge to electric wiremen. At 
that date ‘‘ wiremen © were highly trained men. but at a 
later date, when central stations were booming. the class de- 
teriorated, and many detai:s of electrical practice were for- 
gotten. Lynton is a case in point. 

The wiring was erected in 1900, ten or twelve years after 
the discovery that oak supports for lead covering were un- 
suitable, Of course that fact was forgotten. 

There is another aspect around the lead covering. E am 
not а cable maker, but Т believe that the lead used is the 
purest that can be bought—absolutely no other element in it. 
This, however, is not advantageous as the purer the lead the 
more likely is it to be affected by acids. Tt is so soft, ductile, 
and pure that pigeon dirt will make a hole in it. The 
present-day lead is " desilverized,’. 1.e.. every grain of silver 
is removed from the raw lead. ‘‘ Desilverizing " was not in- 
vented until about 1850, and roofs or any other leaded struc- 
tures were covered with raw lead, much harder, impervious 
to acids which destroy present-day leads, less ductile, and 
practically indestructible. Such lead must, of course, have 
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been used in the church laid in 1833, referred to in Mr. 
Dunsheath's paper. 

The suggestion is that the extraction of silver from raw 
lead should be supplemented by the addition of some other 
alloy for cable work, particularly in small leads. 

I have received à communication kindly sent to me by Mr. 
Llewelyn B. Atkinson, past-president of the I.E.E., and 
cable expert, in which he states that: “ Some of the wiring 
systems which have metal sheaths use lead with certain per- 
centages of copper, antimony or tin to harden them, but the 
Wiring Rules specify that they shall contain not less than 
95 per cent. pure lead." 

Arthur E. Gott, M.I.E.E., 
Herbert Birley Gold Medallist. 


(Manchester [Evening Schools.) 
Sharnbrook. | 


May 25th, 1929. 


Broadcasting Wireless Telephony. 


For immediate practical purposes “ Tuner " is correct. A 
very few wireless companies own all. the recent patents. 
The situation is comparable with that of the lamp trade. Any- 
one шау copy a carbon-filament lamp of last century if he 
wants to, or he is at liberty to evolve an entirely novel type. 
But the sale or manufacture of gasfilled lamps shou!d not be 
undertaken without full knowledge of the patent situation. 

The '' £6 sets advertised by small firms " will in general 
represent the pre-war state of know'edge. Like the carbon 
lamp, they are perfectly satisfactory within their limitations, 
which are manv, but they shou'd be acceptable to, say, 50 
per cent. of customers living within 20 nules of the broadcast- 
Ing station. 

The remedies are very obvious—deal only with firms of 
standing, and get guarantees of indemnity against possible 


pint litigation, and of suitability for your district and 
aerial. 


A. Hinderlich. 
Southall. SEREA 
May 27th, 1929. 


[Our correspondent's first paragraph affirms the existence 
of a monopolv or a partial monopoly, whilst his second con- 
tradiets it. If 50 per cent. of the customers within 90 miles 
of a broadcasting station can be suited with apparatus not 
the subject of a monopoly, obvious: y all of the customers can 
use such apparatus, and there js no monopoly, Of course, 


apparatus covered by existing patents is under a different 
category.—Eps. Exec. Rev. ] 


The Education of the Consumer. 


We hope your note on “ Fuse Replacement by Consumers ”’ 
Will encourage some firm of manufacturers or merchants to 
adopt glass covers on the type of fuse receptacle known to 
the trade as bow-cut-outs, enabling one to readily find the 
defective fuse. We have. from time to time, approached 
Tms suggesting such modification, in view of the fact that 
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fuse replacement is becoming more and more the Job of the 
layman, and an item the busy contractor cannot now find the 
time to deal with. | 

There is also a matter for Mr. J. W. Beauchamp to think 
seriously over, and that is, the creation of a "showroom ~ 
newspaper, suitable edited for the layman in understandable 
language. 

It is useless talking about ‘ Electrical Development ” with 
dealers and contractors in the language known.only to them; 
we want encouraging development among the users. Get 
them interested, and they will soon demand their require- 
ments from the retailer, or possibly from the wholesaler, if 
he has a district showroom (?) 


Mr. Beauchamp might well arrange a serles of leciures in. 


the provinces, of a public nature, incorporating certain de- 
monstrations, and not speak among the technical fraternity, 
who are, generally speaking, pioneers. | 


George Humphry. 
Humphry Electric Co. 


P.S.—Depreciation of values is an important economic con- 
sideration nowadays, with such jumpy markets—one of the 
reasons, we think, and a sound reason too, why retailers are 
not showing. 


Bristol, May 29th, 1922. 


Apply in Person. 


In reply to Mr. Perey Sankey, who wrote in your last 
week's issue, under the above heading, I would emphasise 
that if a prospective employer of labour gave his name and 
address instead of hiding behind a box number, there would 
be no need for such a sarcastic reply, as given. 

Advertisers for men to fill vacancies should also have the 
courtesy to state when the position is filled, and thank those 
who applied. 

One Who Has Had Some. 

May 29th, 1922. 


A Tragedy in Trousers. 


A perusal of Mr. W. A. C. Phil'pot's letter in your last 
issue, reveals some very interesting facts regarding the posi- 
tion of the male stenographer. 

Yet—were not these '' Bovs of the bulldog breed " a few 
years ago? Nobody, of course, would dream of associating 
the lady stenographer with the canine species. It would be 
most unfair. It is equally unfair, therefore, to impute any 
misdemeanour on the part of a stenographer for being born 
a man. 

Employers, however, are not all alike. Some years ago, 
when I was deputed to find a substitute for typing, &c., I. 
was expressly—and nervously—requested by my chief not 
to select anybody with “ powdered cheeks and short skirts !” 
But no typists' errors were allowed in that oflice. 


Herbert G. Clayton. 
London, May 27th, 1922 


— ———— —— 


BUSINESS NOTES. 


Bankruptcy Proceedings.—Douaias Сылу, Bate, 16, John 
Dalton Street, Manchester, electrical manufacturer and sup- 
plier.—The first meeting cf the creditors was held recently 
at the Official Receiver's offices, Byrom Street, Manchester. 


The statement of affairs showed liabilities of £1,959, while the 


assets were estimated to realise £663, from which preferential 
claims of £79 had to be deducted, leaving net assets of £584, 
or à deficiency of £1,374. Debtor attributed his failure to the 
marked fall in prices, his periodical ill-health for the past three 
years, and his total inabilitv to attend his office since Sep- 
tember, 1921. It appeared that he was in the electrical busi- 
ness for over 40 years as an employé. About 14 years ago he 
Went to Manchester and started on his own account at 40, 
lazennose Street, removing to his present address in 1916. 
Until the Armistice the business was fairly successful, but he 
had two bad periods, one after the Armistice, which lasted 
about six months, and another which started in the spring 
of 1920 and still persisted. A full set of books of account had 
een kept. Debtor became aware of his position about the 
middle of March last. The creditors decided to appoint Mr. 


- F. Warburton, certified accountant, 23, Queen Street, Man- 
chester, ag trustee. 


The following are creditors::— 

E .£2 £ 
2 & A. Electrical Co. .. -.. 35 Hogan & Wardrop | "T .. 13 
enjamin Electric, Ltd. ... e 70 Hamnet & Andrew E" e. 113 
pi Metals, Ltd. bos гав - 10 Hopkins, Н. Н. s m ew 4 
C ne (R.) & Co. m bs) ... 13 Moorhouse (Н. D.) & Co. .. Il 
concordia Electric Wire Co., Ltd. 56 Moores (John) & Co. .., usc ЧЭ 
етта! Electric Co, vs e 00 Premier Eke. Contracting Co. 16 
опса Downes dis aii .. 27 Record Electric Co. wee we КӨЗ 
pi Conduits & Fittings Со. 25 Rosengrass, J. =~ ә... GI 
чыз Swan Electric Co., Ltd. 46 Simmonds Bros., Ltd. .. n.. 160 
Foro em Co., Ltd m -. 20 Steal Tubes & Conduits Co. ... 121 
A rman (Thos.) & Sons ... -. 34 Velekoid Manufacturing Co. ... RI 
TTeenwood & Batley, Ltd. .... 300 White, J. C. $us det e. 65 


- 


ackbridge Cable Co., Ltd. .. 20 


AUBREY Місток Crayton | (Clayton Motors), Leeds.—The 
debtor's statement of affairs shows gross liabilities £6,754, 
expected to rank £6,253, and the deficiency is 246,231. 
Debtor alleges as the causes of failure: “ bad debts of £725, 
plus costs and loss owing to failure of a company with which 
I had contracts.” 
for depreciation of stock in trade, machinery, &c.; £253 net 
loss arising from carrying on business; personal liabilities 
£995; plant, and machinery included in balance-sheet, but 
now claimed under hire agreement, £2,541. The Official 
Receiver, in his remarks, says that the debtor states that he 
discovered his insolvency at the end of March, 1922. 
executed a deed of assignment on April Tth, 1922, 
meeting of creditors was held on April 11th, 1922, when a 
statement of allairs was presented, showing unsecured liabili- 


He. 
and ‘a 


The deficiency account includes 24.639 


ties £6,417 and net assets £4,676. The creditors did not accept > 


the deed of assignment. A full set of books of account had 
been kept, and these had been regularly audited, and profit 
and loss account prepared. 
for the first 12 
£123; for the following 
and for the 12 
loss of £1,252. 
date there was a surplus capital of £2,348. but it did not 
Include personal liabilities amounting to £995, and it in- 
cluded the plant and machinery, which is now claimed as 
being on the 


months ending February 28th, 1022, a net 


of Clayton 
£500 received from the sale of a motor-car, 
his savings. 
had been manager for about two years at an agreed: price of 
£3,700. To satisfy this amount the debtor: obtained the sur- 


and the balance 


hire-purchase system. and put down at £2,541. 
It appears that debtor commenced business under the name : 
Motors in February. 1920, with about £600 capital, 


From these it would appear that - 
months of trading there was a net profit of 
five months a net prolit of £793; 


According to the balance-sheet of the ваше: 


~ 


Не took over the engineering shop of which hee 


- 
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render from the registered holder of £2,300 debentures in the 
vendor company, and personally agreed to discharge liabili- 
ties amounting to about £1,200 owing by the vendor com- 
pany, and gave them a bill of exchange for £300. On July 
l6th, 1920, the debtor entered into а hire-purchase agree- 
ment, from the debenture holder before referred to, of plant 
and machinery of an agreed value of £3,001, apparently the 
same as was included in the original sale from the vendor 
company to the debtor. '' At the date of the receiving order 
these effects were stil on the premises of the debtor, but 
an auctioneer had been instructed to hold possession, and a 
notice was painted on them that they were the property of 
the former debenture holder. ‘This matter will require inves- 
tigation.” 

W. W. THREAPLETON, Thornbury Road, Bradford, electrical 
and mechanical engineer.—The public examination of this 
debtor was held on May ФАШ at the County Court, Bradford. 
The statement of affairs showed a deficiency of £309. Debtor 
was closely questioned regarding some of his financial transac- 
tions, and the examination was closed. 

S. BECKETT, JUN., electrician, 50, Deane Road, Bolton.—First 
and final dividend of 63d. in the £ payable June 6th at the 
Official Receiver's offices, Byrom Street, Manchester. 

T. Carter, electrical engineer, 2, South Street, Dorchester, 
and High Street, Swanage.—First meeting June 8th, at the 
Official Receiver's oftices, Salisbury. Public examination 
June 23rd, at the County Hall, Dorchester. 

Е. C. Goss, electrical engineer, 32, Windsor Road, St. 
Andrew Park, and 71, North Road, Bishopston, Bristol.—Last 
day for proofs for dividend June 13th. Trustee: Mr. F. W. 
Darley, official receiver, 26, Baldwin Street, Bristol. 


Company Liquidations.— Menai BRIDGE ELECTRICITY SUPPLY 
Co., Ltp.—Winding up voluntarily. Liquidator: Mr. W. G. 
Pritchard, High Street, Menai Bridge. Meeting of creditors 
June 7th, at the Council Chamber, Menai Bridge. 

ALFO ELECTRICAL ENGINEERING Co., лр. Море up volun- 
tarily. Liquidator: Mr. J. R. Dickin, 37, Moorfields, Liver- 

ool. Meeting of creditors June 12th, at 90, Castle Street, 
iverpool. Particulars of claims to the liquidator by June 6th. 

SPIRAL FLEXIBLE METALLIC Товїха Co., I,rp.—Particulars of 
claims to be sent to the liquidator, Mr. A. France, West Bar 
Chambers, Boar lane, Leeds, by July Ist. 


Receivers Appointed.—B. E. Manuracturtna Co., Lrp.— 
J. E. Pritchard, of 115, Colmore Row, Birmingham, was 
appointed receiver and manager on May 19th under powers 
eontained in debentures dated February 98th, 1922. 

Corona Lamp Works, LTD.—V. G. Teale, F.C.A., of 65, 
Chancery Lane, W.C., was appointed receiver on May 15th, 
ПТ under powers contained in trust deed dated April 10th, 
1919. 

SalTEX MANUFACTURING Co., Ltp.—C. F. Farmery, of 6, 
South Hill Park Gardens, Hampstead, was appointed re- 
eeiver on May lith, 1922, under powers contained in deben- 
ture dated November 30th, 1921. 

YORKSHIRE INCANDESCENT ELrcrTüRiC ТАМР Co., ITD.—Mr. 
James A. Couper, 17, East Parade, Leeds, has been appointed ` 
receiver of the assets of the сотрпау by the second mortgage 
debenture holders. A scheme is in hand whereby it 1s hoped 
to pay the who:e of the creditors in full. 


Dissolutions of Partnership.—W. D. Roppa & Co., elec- 
trical factors, 37a, Fountain Street, Manchester.—Mr. W. D. 
Rodda and Mr. J. Neureuter have dissolved partnership. 

Davies AND Rowe, electrical contractors, 119, Dunraven 
Street, Tonypandy, Glam.—Messrs. F. Н. Davies and E. С. 
Rowe have dissolved partnership. Mr. Rowe will attend to 
debts and carry on the business. 


Trade Announcements.—On and after June 6th, the 
registered office of THE ELECTRIC CONSTRUCTION Co., LTD., will 
be at Ingersoll House, 9, Kingsway, London, W.C.2. 

MEssrs. SHENTON & Co., Ілр., 68 and 69, Shoe Lane, E.C.4, 
have been appointed agents for Newport and Cardiff for all 
manufactures of the Mullard Radio Valve Co., Ltd. 

Messrs. LIONEL RoBiNsoN & Co., of 3, Staple Inn, Holborn, 
London, W.C.1, have been appointed selling agents for the 
Moler Fireproof Brick & Partition Co., Ltd., for the handling 
of its Moler refractory material which it is putting on 
the market for electric cookers, fires, grills, hotplates, &c., 
under the trade name of ‘* Radmolite." The company also 
handles ‘‘ Moler " in porous and granular form for the ther- 
mal insulation of electric ovens, furnaces, &c. 

The ENTERPRISE MANUFACTURING Co., Lro., of Electric House, 
Grape Street, Shaftesbury Avenue, London, W.C.2, has been 
appointed sole London agent for Messrs. Barton & Sons, 
Beehive Works, Green Street, Walsall, for their conduit and 
fittings, of which the Enterprise Co. holds stocks. 


Catalogues and Lists.— THE FaArkiRK Iron Co., Ітр., Fal- 
kirk, N.B.—Leaflet No. 287 G, giving details of the '' Falco” 
electric breakfast cooker; priced and illustrated. Also a folder 
(in Spanish) advertising the '' Falco ” electric iron. 

Messrs. Носа & WaRDRoP, 88, Golden Lane, E.C.1.—A 
well-illustrated descriptive catalogue of cables manufactured 
by the N/V Nederlandsche Kabelfabriek (Holland), for which 
the firm is agent in Great Britain and Ireland. 

Messrs. SHENTON & Co., Ілто., 68 and 69, Shoe Lane. E.C.4. 
~ Price list of complete wireless receiving sets and spare parts. 

THE WANDSWORTH ELECTRICAL MANUFACTURING Co., LTD., 
Ludgate Hill, Birmingham.—An illustrated and priced cata- 


logue (80 pp.), giving particulars of switches, fuses, and 
switchboards of numerous types. 

THE GENERAL ELECTRIC Co., Lrp., Magnet House, Kingsway, 
W.C.9.—Catalogue F Section (158 pp.).—A very comprehen- 
sive catalogue of lighting fittings, giving illustrations 
and prices of bowls, standards, electroliers, and bracket 
fittings in great variety. Also Catalogue Section S (1), a well- 
illustrated price list (58 pp.) of electric lighting accessories, 
including distribution boards, tumbler switches, lampholders, 
wall plugs, &c. | 

THE ENGLISH ELECTRIC Co., Ілр., 2, Taviton Street, Gordon 
Square, W.C.1.—Publieation No. 357, "The English Electric 
Camshaft Control for Electric Locomotives "; ара Publica. 
tion No. 359, '' The Blackburn (East) Power Station." Both 
brochures are fully illustrated. 

Mr. J. C. Waitt, A. M.I. E.E., 1, Cumberland Street, Deans- 
gate,  Manchester.—An illustrated and priced pamphlet 
describing the ‘* Ј. C. W." wiring system and accessories. 

Messrs. IsENTHAL & Co., Lrp., Denzil Works, Willesden, 
N.W.10.—A well-illustrated catalogue giving prices and par- 
ticulars of regulating resistances for various purposes. 

SCIENTIFIC APPLIANCES, 11 and 29, Sicilian Avenue, South- 
ampton Row, W.C.1.—T' wo price lists of new and second-hand 
electrical apparatus, including measuring instruments, electro- 
static machines, meters, lamps, heating appliances, &c. 


Patent Restoration.—An order has been made restoring 
Patent No. 1,453 of 1915 granted to George Saint, for a '" Mer- 
cury globule electrical contact maker for releasing mine wind- 
ing signal indicators, actuating indicators of the stopping, 
starting, and reduction of speed of machinery and the like." 


Patent Application.—Application has been made for the 
restoration of patent No. 121,320 of 1917, granted to Henry 
Chitty for ‘* Improvements in or relating to commutators for 
dynamo electric machines. 


Unemployment.—The total number of нее unem- 
ployed underwent another reduction during the week ended 
May 22nd, the figure being 1,514,200 as against 1,553,745 a 
weck earlier. There was also a diminution of over 10,000 in 
the number of workers upon *‘ short time." 


For Sale.—Messrs. Geering & Colyer will sell by auction 
on June 9th, at the Paddock, Station Road, Ashford, a quan- 
tity of electrical equipment, consisting of motors, dynamos, 
switchboard, battery, &c. 

East Ham Corporation Electric Lighting and Tramways De- 
partment invites offers for one 350-i.h.p. horizontal cross-com- 
pound engine, direct coupled to one 225-kW Dick, Kerr 
generator. 

Heston and Isleworth Urban District Council Electricity 
Department invites offers for a 540-Ah Tudor storage battery, 
consisting of 300 cells. (See our advertisement pages to-day.) 


Whitsuntide Holidays.—The works of Messrs. GEORGE ELl- 
SON, Birmingham, were closed for the Whitsuntide holidays 
and stocktaking on Tuesday night, May 30th, and will re- ' 
main so until the morning of Wednesday, June "7th. The 
ofüces close to-night and open on Wednesday morning. 

The works and offices of Guy Motors, Ілто., Wolverhamp- 
ton, will be closed for the Whitsuntide holidays, from to-night, 
June 2nd, until Monday morning, June 12th, 1922. 


Publicity Campaign.—The BENJAMIN  ErvECTRIC, LTD., of 
Tariff Road, Tottenham, N.17, has entered upon an jinten- 
sive advertising campaign to make its automobile products 
more widely known. The scheme includes & series of adver- 
tisements in the motor Press, and the circulation of a series of 
four special folders showing these advertisements, at regular 
intervals, among the motor trade throughout the country. A 
complete series of small leaflets describing various acces- 
sories is also being prepared for distribution among the con- 
sumer class. Retailers can have quantities of these over 
printed with their own name and address. 


Wages in the Electrical Contracting Industry.—In accord- 
ance with the National Wages Agreements entered into by 
the National Federated Electrical Association and the Elec- 
trical Trades Union under dates August "7th, 1920, and Sep- 
tember 22nd, 1921, the Sub-Committee, whose duty it is to 
give effect to the agreements at four monthly intervals, an- 
nounces that the variation in cost of living justifies a 22 per 
cent. reduction in wages, in lieu of the previous reduction of 
16 per cent., and that the net hourly rates of pay applicable 
to the respective grades are as fo'lows :— 

Grade A 1s. 114d.* ; Grade B 1s. 9d. ; Grade C 1s. 74d. ; Grade 
D 1s. 6d. 

These rates will come into effect on the second pay-day in 
June, 1922, for the period covered by that pay-day, and will 
remain current up to and including the period covered by 
the first pay-day in October, 1992. 

At the meeting of the National Joint Industrial Council. 
held on May 94th, 1922, the agreement to vary the grading of 
Sussex from Grade “ C" to Grade "D" was ratified. 


"This rate includes a travelling allowance. No further al- 
lowances to be paid except as provided by Rule 9 of the 
London Rules, dated February, 1920. 
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Metropolitan: Vickers Wireless Apparatus.—In conjunc- 
tion with the Radio Communication Uo., Ltd., the Metropoli- 
tan-Vickers Electrical Co., Ltd., is to undertake the manu- 
facture of wireless receiving equipment. Аз a result of nego- 
tiations between Mr. A. P. M. Fleming and the Postmaster- 
General, the companies propose to erect two broadcasting sta- 
tions at Trafford Park and Slough respectively. In the near 
future other stations will be erected. 


German Industrial Conference.—Some twelve hundred of 
. the most prominent industrialists of Germany recently held 
a three-days' conference at Hamburg under the auspices of 
the Reichsverband der Deutschén Industrie. The president 
of the Reichsverband, Dr. Sorge, in his inaugural speech, 
spoke in pessimistic terms of the future of German industry. 
It seemed, he said, as if business activity, both at home and 
abroad, was giving way to stagnation. Many circumstances 
which had hitherto favoured a more or less brisk export 
trade had ceased to exist. The purchasing power of the home 
markets was no longer able to keep pace with increasing 
prices, which were caused by the depreciation of the mark 
and the short supplies of raw materials. When German 
industry had to compete with world market prices, many 
people would realise that Germany was an expensive country 
with very high costs of production, and it was very doubtful 
whether Germany would then be able, as she was now, to 
employ 60 per cent. of her productive forces, or whether they 
would be able to permit themselves the luxury of a general 
eight-hour day.—Heuter (Berlin). 


The Potteries Exhibition.—We have re- 
ceived from the hon. secretary of the Potteries 
and District branch of the Electrical Соп- 
tractors’ Association some photographs of the 
electrical stands at the recent Hanley Health 
and Home Exhibition; one of these is repro- 
duced herewith. A copy of the guide—of 
which 6,000 were sold—has also been sent us, 
and from this we gather that electricity re- 
ceived the prominence commensurate with its 
importance in,an exhibition of this nature. 
All the well-known makes of domestic appara- 
tus were on view, and we think the efforts of 
the local contractors. should be rewarded by 
the successful results which they deserve for 
the way in which the electrical part of the show 
was organised. The proper method of selling 
electrical appliances, 1.е., demonstration, was 
fully utilised, and a useful pamphlet was dis- 
tributed; this embodied an interesting article 
on " Domestic Lighting,” by Mr. С. H. Yea- 
man, the Stoke-on-Trent м engineer. 
Altogether there were 97 stands in the exhi- 
bition. The district contractors participating 
in the Association's stand were Messrs. Baggu- 
ley & Son (Newcastle, Staffs.); Barnett & Soans 
(Stoke); Blackburn, Starling & Co., Ltd. 
(Hanley); E. M. Evans & Son, Ltd. (Burs- 
lem); Potts & Co. (Longton); J. Richards and 
Co. (Longton); L. Vaughan- (Hanley); and 
Woodward, Smith & Co. (Burslem). The Asso- 
ciation was official lighting contractor. 

During the first part of the exhibition music 
was provided by the band of H.M. Welsh 
Guards; ig the latter part the band of the 
Plymouth Division, Royal Marines, was in 
attendance. 

t would be a source of gratification if exhibitions on a 
similar scale could be arranged,in other parts of the country. 
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Efficiency Exhibition at Birmingham.—On May 25th the 
Lord Mayor opened an Industrial and Commercial Efficiency 
Exhibition at Bingley Hall. In many respects this exhibi- 
tion, which remains open until June 3rd, is similar to that held | 
last year at Olympia. The combination of art and advertise- 
ment is displayed in a '' Poster Street," in which many excel- 
lent examples of pictorial publicity are to be seen. All trades 
are embodied, including metal-working, textile production, 
printing, &c. MANIFOLDIA, Lrp., of West Bromwich, shows 
several indexing and recording systems. A system of record- 
keeping for electrical installations devised by MR. A. H. 
HuMAN is shown, and the BRITISH [INSTITUTE OF INDUSTRIAL 
ART exhibits many examples of electric signs, pendants, &c. 
A complete intercommunication telephone system by the 
RELAY AUTOMATIC TELEPHONE Co., LrD., is an interesting fea- 
ture of the show. Scientific instruments of various types are 
exhibited by the Foster INSTRUMENT Co., тр. Messrs. Е. б. 
BENNETT, Lrp., show  ''"Delco-Light " small power plants 
ranging from 300 to 3,000-W output. 


Sterling Telephone and Electric Co.’s Manufacturing De- 
M ME changes have recently been made 
in the organisation of the Dagenham Works of the Sterling 
Telephone & Electric Co., Ltd. In order -to secure the 
highest efficieney of management, and to ensure the mainten- 
ance of good relations between the chief control, the staff, and 
the employés, together with stable conditions of employment 
and mutual confidence, the directors have appointed Mr. Max 
R. Lawrence, M.I.Mech.E., M.I.A.E., to the position of works 


«m 


"n 


FC 
ig 


ELECTRICAL CONTRACTORS’ STAND AT THE HANLEY EXHIBITION. 


manager. Mr. Lawrence, whois the president of the Institution 
of Production Engineers, has had an exceptionally thorough 
and varied experience in mechanical engineering, mainly with 
the Vickers and Wolseley companies in connection with the 
automobile industry, and in his hands the quality and output 
of the Sterling products may confidently be expected to be 
maintained and materially increased. So great an influx of 
orders has been experienced that Mr. Lawrence is taking steps 
immediately to double the output capacity of the works by 
putting on a full second shift; evidently there is a good oppor- 
tunity here for a considerable number of the young engineers, 
foremen, machinists, &c., who have been kicking their heels 
during the past months to get into collar again—though we 
understand that only a few vacancies exist in the senior 
posts. The company, which is co-operating with Messrs. 


Marconi’s Wireless Telegraph Co. in respect of wireless 
apparatus, has received a torrent of orders and  in- 
quiries for wireless equipments of the ‘type demanded 


by the new licensees, and is making a range of receiving 
sets to meet various requirements. At present the work- 
ing conditions are somewhat difficult, owing to a number 
of employés belonging to the A.E.U. being absent from work; 
but as soon as possible the personnel, which normally numbers 
1,500, will be increased to at least 2,500 persons. The new 
management is based upon a sympathetic regard for the capa- 
bilities and needs of the individual worker, and a continuity of 
policy which is calculated to inspire confidence in all ranks; Mr. 
Lawrence, having a free hand, and being fully equipped with 
exact knowledge of manufacturing costs and conditions, looks 
forward to putting these principles into practice at Dagen- 
ham, as he has done in other surroundings. 
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Works’ Councils іп Germany.—As workmen's councils 
are now legally associated with all industrial establishments in 
Germany, 1t 18 noteworthy that apart from 16 shareholders, 
two representatives of the respective works’ councils were pre- 
sent last week at the annual meeting of the Main Power 
Works Co. of Hochst. 


German Lamp Taxes Increased.—The Board of Trade 
Journal of May 25th gave details of the increased taxes im- 
posed upon electric incandescent lamps and carbons made in 
Germany, or imported into that country. The increase came 
into force on May Ist. : 


Wage Reductions in Norway.—The Arbitration Court for 
dealing with Jabour disputes gave its award recently in the 
matter of industrial wages and holidays. Minimum wages 
were reduced from kr. 1.60 to kr. 1.35 per hour and individual 
wages by 6U óre. Holidays were fixed at eight working days 
yearly.—Reuter’s Trade Service (Christiania). 


Welsh National Exhibition.—At a meeting of the guaran- 
tors in connection with the proposed Welsh National rxhibi- 
tion to be held in Cardiff, it was decided, in view of the 
industrial conditions obtaining at present, to postpone further 
discussion of the matter until May, 1923, when, it is hoped, 
circumstances will be more favourable. 


Changes in Dutch Trade.—An examination of Holland’s 
import statistics, as contained in the recently-issued report 
by H.M. Commercial Secretary at the Hague (Department 
of Overseas Trade, ls. 3d.) gives little hope of an expansion 
of British trade. Commerce with all countries with high 
exchanges is at a disadvantage. On the other hand, the 
movement of inland depreciation of countries with low ex- 
changes is slowly making headway, with the result that con- 
ditions become more equal, and therefore competition 
possible. 

Moreover, the result of delay in executing standing orders 
and no less the insecurity as to the payment for contracts 1з 
having the inevitable result that buyers no longer look ex- 
clusively to Germany. Although efforts are being made by 
a Dutch-German Chamber of Commerce to re-establish con- 
fidence, complaints steadily appear in the Press of orders 
placed in Germany of which the prices upon completion are 
increased arbitrarily. On the other hand, the British ex- 
change has remained practically stable. In addition, British 
rices have also decreased, with the further advantage that 
reight is no longer such an important factor to be counted 
with. 

No special line of British produce can be singled out at 
this moment to stand the first chance of gaining a greater 
demand, for reasons which are obviously due to the depressed 
conditions in all trades. Provided no change for the worse 
takes place, and the decline in prices of raw material con- 
tinues, the outlet for British produce will be much improved. 

The classes of Holland's imports which are most likely to 
prove of interest to the engineering trades of the United 
Kingdom are shown in the following table. It may be hoped 
that the trend of affairs in Germany will prevent her from 
retaining the great advantages in the matter of low prices 
which these figures indicate :— ` 

Weight in Value in millions 
florins. 


Machinery— Total... 97.7 43.9 28.7 50.5 
Germany TA ye 23.7 37.8 20.4 37.1 
Great Britain 1.1 2.8 2.8 4.4 
U.S.A. 9 1.8 2.5 5.8 
Belgium bs Ll 1.4 8 1.3 

Electrical Machinery— 

Total  ... 6.8 7.4 12.3 21.9 
Great Britain ‹ Ж). 1.7 7.9 16.1 
Сегтапу P» see ‚8 1 1.4 1.0 

Rails— Total .. 94.8 79.2 16.6 20.0 
Germany Р - 55.0 46.0 9.3 11.5 
Belgium ER ‘ais 29.4 24.4 5.3 6.3 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks 
in respect of goods and productions connected with the elec- 
trical trades and industries. Firms desiring to enter an objec- 
tion to any of the applications have one month tc do so from 
the dates given below. In the case of foreign firms, the names 
of the representatives in this country to whom notice of 
objection should be sent are also given. 

Esha. No. 420,251. Class 8. Head-pieces and ear-piece 
receivers for telephones, microphones, and batteries for use 
therewith.—Siemens & Halske Aktiengesellschaft, Siemens- 
stadt bei Berlin. Germany. Мау Ath, 1922 (Marks & Clerk, 
57-8, Lincoln's Inn Fields, London, W.C.) 

The *''Coventry " Uniflex (lettering and design). Мо. 


421,331. Class 6. Flexible shafts for power transmission.— 
AG Coventry Chain Co., Ltd., Spon End, Coventry. May 
94th, 1922. 

Permanite. No. 424,306. Class 8. Electric cables.—Sie- 


mens Bros. & Co., Ltd., Caxton House, Tothill Street, West- 
minster, S.W. May Ath, 1922. 


Ulviarc. No. 423,311. Class 13. Lamps and electric 
switches.—The Hewittic Electrical Co., Ltd., 30, York Road, 
King's Cross, London, N. May 24th, 1922. 

Rothwing (letting and design). No. 422,700. Class 50. As- 
bestos compounds and cloth for electrical insulating purposes. 
—Rothschild & Wing, Ltd., 7, Farringdon Road, London, E.C. 
May 24th, 1992. 

Formaceine. No. 428,865. Class 50. Insulating substances 
(electrical).-—-Allen West & Co., Ltd., Lewes Road, Brighton. 
May 24th, 1922. 


Radio Material Required in Spain.—The Ministerio de 
Marina publishes in the Gaceta a decree authorising the 
Minister to acquire without formalities erage. ager and 
radio-goniometric material for installation in the _ stations 
at Estaca de Vares, Torifana and Altos de Meca (Trafalgar).— 
Heuter's Trade Service (Madrid). 


Forthcoming Exhibitions.—The following exhibitions are 
being organised :— 

Lonpon.—July 8rd to 14th, London Fair and Market; 
October 13th to 23rd, Commercial Motor Exhibition; Novem: 
ber 2nd to llth, International Motor Show; November 27th 
to December 2nd, Motor-cycle and Cycle Show. i 

MANCHESTER.— October 6th to 20th, Чехе Machinery Ex. 
hibition. 

САХАРА (Toronto).—August 26h to September 9th, Cana- 
dian National Exhibition, 

Austria (Vienna).—September 10th to 16th. Internationai 
Sample Fair. | 

BeLGIUM (Mons).—November, Commercial Fair. | 

Brazit (Rio de Janeiro).—September 7th to November 15th, 
Centenary Exhibition. 

CZECHO-SLOVAKIA (Prague).—September 24th to 30th, Sample 


Fair. 


EsTHONIA (Reval).—September 2nd to 11th, Agricultural and 
Industrial Fair. 

FRANCE (Lyons).—October 1st to 15th, Sample Fair; (Paria), 
December, Aeronautical Exhibition. 

HOLLAND (Utrecht)—September 4th to 9th, Sample Fair. 

IraLy (Naples).—September 16th to 30th, Sample Fair. 

JUGO-SLAVIA (Llubljana).—September 2nd to llth, Inter- 
national Sample Fair. 

PoLtanD (Lemberg).—September 5th to 15th, Eastern Fair. 

TRIESTE.—September 3rd to 18th, International Sample Fair. 

UNITED States (Chicago).—July 815% to August 12th, Inter- 
national Merchandise Fair. 

A Potential Hurricane.—The accompanying illustration 
shows an imposing array of '' Ediswan ” electric fans, part of 
a consignment for the R.M.S. Majestic—the largest liner 


A BATTERY ОЕ “ EpiswaN ” Fans. 


afloat. This battery would be capable of setting up something 
in the nature of a gale, but the fans are to be used separately. 


Electrical Wages and Conditions in Scotland.—Leith Cor- 
poration electrical workers, claiming that prior to the amalga- 
mation of the town with Edinburgh they had better conditions 
as regards holidays and sick benefit than prevailed in Edin- 
burgh, have asked that they be not brought under the same 
industrial council conditions as the Edinburgh workers. The 
electrical engineer 1s reporting on the matter. 


Large Works at Buenos Aires.—The Compania Hispano- 
Americana de Electricidad, which is the successor of the 
German Transmarine Electricity Co. at Buenos Aires, re- 
ports an increase in the net profits from 11,700,000 pesetas In 
1920 to 12,900,000 pesetas last year, and the dividend rises 
froin 8 to 9 per cent. 


An Italian Company's Changes.—The report of the So- 
cietà Elettromeccanica Ligure, of Genoa, states that, owing to 
manufacturing inactivitv of the works in 1921, the year closed 
with a slight loss, which was met by the balance brought 
forward. With the object of providing employment for 
capital, and with the consent of the shareholders, . business 
foreign to the company's scope had been engaged in. Now, 
however, jt was proposed to liquidate the remainder of the 
"foreign " business, as the hope existed of soon being able 
to resume working in the company’s electro-mechanical 
branch. It is further mentioned that the electricity and Kit 
son lamp works, which had passed under the direct manage- 
ment of the workmen, had now been returned to the company. 
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Trieste Sample Fair.—The Department of Overseas 
Trade has received а number of English copies of the regula- 
tions and application forms for the forthcoming Trieste 
Sample Fair, which is to be held from September 3rd to 18th. 
—Board of Trade Journal. 


Foreign Samples in Glasgow.—The exhibition arranged 
in Glasgow, on May 17th, 18th, and 19th, by the Department 
of Overseas Trade was very successful. It is stated that no 
less than 25 per cent. of the visiting firms followed the matter 
up with specific inquiries for assistance in developing trade 
in oversea markets. The Glasgow Chamber of Commerce 
rendered valuable aid in the organisation of the exhibition. 


A Battery's Longevity.—4 client of the Chloride Electrical 
Storage Co., Ltd., has written, stating that he purchased an 
‘Exide '" car battery in 1908. and was told that its effective 
life would be about two vears. It is, however, still in use, 
nouns travelled over 50,000 miles in the fourteen years of 
its life. 


LES 


LIGHTING AND POWER NOTES. 


Argentina.—Rosanro.—The report of the Société d'Electricité 
de Rosario for last vear shows that the company is now sup- 
plying electricity to 24.807 consumers in the Rosario district, 
representing a total of 29,760 kW, as against 23,055 and 23,001 
respectively. The output of the plant last year amounted to 
97.000.000 kWh. А new 11,000 kW turbo-alternator has 
lately been installed at the power station. 


Australia.—Bowrx (QUFENSLAND).—The Council has in- 
structed its consulting engineer to prepare a scheme for sup- 
plying the district with electricity. The capital хреп1чиге 
is estimated at £14,500. 


Barrow.— YEAR'S WorKING.-—The annual report of the elec- 
trical engineer on the working of the electricity undertaking 
for the year ended March 31st last shows a total revenue of 
£77,122, as compared with £87,063 in the previous year. 
Working expenses amounted to £51.010 (£68.663), leaving 
a gross profit of £26,112, as against £18,405. After providing 
for interest and sinking fund there was a net profit of £374. 
In the previous year there was а deficit of £2,539. 


Bexhill-on-Sea.—T.oiN.—The Town Council is applying to 
the Electricity Commissioners for sanction to the borrowing 
of £15,083 for extensions to the generating station and for 
the erection of a sub-station at Little Common. 

Prick Repuctions.—The charges for electricity are being re- 
duced from 10d. to 9d. per unit for lighting and from 3d. to 
91d. per unit for power. 


Brighouse.—Yr4n's WonkixG.—The annual financial state- 
inent of the electricity undertaking shows a net profit of £480. 


Clacton-on-Sea.—Yran's WoRKING.—The annual report of 
the electrical engineer and manager (Mr. G. Broadhurst) on 
the electricitv undertaking, for the year ended March 31st last, 
shows a total revenue of £10,623. Working costs accounted 
for £5,229, leaving a gross profit of £5,394. After deduction 
of income tax. loan charges, &c., there was a net profit of 
£756. The total number of units sold during the year was 
219.114, an increase of 23% per cent. 


Continental.— Bri.agiuom.—In order to meet the increased de- 
mand for electricity, the Société. de Gaz et d'Electricité du 
Hainer, Hainault, is installing new generating plant at each 
of its three power stations. When the new plant 1s installed, 
the total capacity of the company's undertakings will be 
42.000 kW. 

La Société d'Electricité du Pays de Liége reports an 
increasing demand for electricity for power purposes, 
the output of the generating station having risen during 
the past year from 14.000.000 to 30,000,000 kWh. In order 
to meet the growing demand the capacitv of the generating 
station at Sclessin is to be increased to 22,400 kW by the 
installation of a new 6,000-kW set. 

LUXEMBURG.—The Government has before it a proposal 
submitted bv a group of Belgian financiers for the electrifica- 
tion of the Duchy. It is proposed to erect a power station 
near the town of Luxemburg and to utilise the Semis and 
Lesse rivers for generating electricitv. The estimated cost of 
carrving out the scheme is 150.000,000 fr. 

TunkEv.—In order to cope with the increased demand for 
electricity Т.а Société Ottemane d'Electricité, of Constanti- 
nople, is extending its power station by the installation of a 
new 10,000-kW turbo-alternator. 


Derby.—Price RrEpvcrioN.— The Corporation has decided to 
reduce the charge for electricitv for power purposes from 9d. 
to 13d. per unit. 


Dunmurry (Co. Antrim).—ErrcriiciTY Superry.—The Tis- 
hurn District Council has appointed a committee to consider 
the question of providing electricity in the district. The charge 
to private consumers will be la. per unit. 


Electricity Districts.—Soutn-Fast LaNcasuimnE.—Tt. is^ an- 
nounced that the second inquiry in connection with the South- 
East Lancashire Electricity District which the Commissioners 


are bound to hold, in accordance with Section 5, sub-section 4, 
of the Electricity (Supply) Act of 1919, will take place at Man- 
chester on June 20th. | 

We understand that the draft Order which, in effect, con- 
tains the findings of the Commissioners with regard to the 
scheme as submitted to them at the first inquiry, which was: 
held in January lust (see our issues of January 2th and April 
2156), does not depart in any essentials from the scheme pre- 
sented to the Commissioners, in which case the proceedings of 
the second inquiry are likely to be somewhat formal. The 
draft Order has subsequently to be confirmed by the Ministry 
of Transport, and then requires the approval of both Houses 
of Parliament. It would appear, therefore, that there is quite 
a possibility of the new Electricity Board for South-East 
Lancashire being set up by the autumn of the present year, 
in Which case, we should imagine, it will be one of the 
earliest authorities to be functioning under the Act of 1919. 

East MipLANDS.—The E ectricity Commissioners will hold 
a local inquiry at the Guildhall, Nottingham, on Tues- 
day, July llth, at 10.30 a.m. and following days, with 
reference to the area to be included in the proposed district, 
&c., and to consider a scheme which has been submitted by 
the Conference of Municipal Electrical Undertakers for the 
establishment of a Joint Electricity Authority. Copies of 
the scheme may be obtained from Mr. W. J. Board, Guild- 
hall, Nottingham, at a cost of 10s. each. Copies of supple- 
mentary particulars in support of the scheme can also be 
obtained at a cost of 30s. each on application at the same 
address prior to the date of the inquiry. 

Any representations with regard to the scheme should be 
addressed to the. Secretary, Electricity Commission, Gwydyr 
House, Whitehall, London, S.W.1, not later than Tuesday, 
June 27th, 1922, and a сору of such representations or objec- 
tions should at the same time be sent to Mr. W. J. Board. 
The provisional determination of the area was notified in the 
BiectricaL Review for November 5th, 1920), І 


Glasgow.—ASsISTING PROPAGANDA.—The Corporation Elec- 
tricity Sub-Committee on Propaganda recommends that elec- 
trical apparatus be lent to a proprietor of flats who is to fit 
up the houses with complete electrical appliances for domestic 
purposes, and to open the flats for public inspection for two 
weeks. 

MaiNTENANCE OF Cookrns.—The manager reports that the 
cost of upkeep of electrical cookers which have been let on 
hire has been less than estimated. 

EXTENSION OF AREA or SuprPLY.— The Town Council is apply- 
ing to the Electricity Commissioners for а special Order 
extending its area of supply, so as to include the districts of 
Killermont, Lambhill, Bishopbriggs, Robrovston. Millerston, 
Ruchazie, Baillieston, Mount Vernon, Broomhouse, Carmyle, 
Cardonald, Hillington, and other areas adjacent thereto, 1u 
the counties of Dumbarton, Lanark, and Renfrew. 


Gourock.—Evrctricity SuPPLY.— The Town Council has 
agreed to the provisional order of Greenock Corporation 
to supply the district with electricity. 


Hemel Hempstead.—E.ectricity SUPPLY AGREEMENT.—The 
Rural Council has sealed an agreement with the Watford 
Urban District Council for the supply of electricity to the 
parishes of King's Lang!ev and Bovingdon. Under the agree- 
ment the charge may be 124 per cent. over and above the prica 
for the time being charged for a corresponding supply at 


- Watford, but the maximum charge must not exceed 9d. per 


unit. 


London.—Srokk NEWINGTON.—The Electric Taghting Com- 
mittee has recommended that the charges for electricity be 
reduced from 7d. to 64d. per unit for lighting, 24d. to 2d. for 
heating, and from 5d. to 44d. per unit for power on the first 
1,000 units consumed, the reduction to take place from tbe 
next September quarter. 

HAMMERSMITH.—The Electricity Committee has recom- 
mended that application be made to the Electricity Commis- 
sioners for sanction to the borrowing of £72,364 in connection 
with extensions to the electricity undertaking. It 1s proposed 
to set aside £1,000 out of the surplus revenue of the electricity 
undertaking for the purchase and hiring out of electrical 
apparatus. 


Navan.—Lo4N SancTIONED.—Sanction has been obtained to 
the Electric Lighting Loan. and work i$ to commence imme- 
diately. Tenders will be asked for in the course of a week. 


Preston.—I.oan.—Application is to be made to the Electri- 
city Commissioners for sanction to the borrowing of £14.100 
for the completion of the Crown Street power station, mains, 
&c. 


Salford.—NrEw Power Station.—The proposal of the Elec- 
tricity Committee to erect at Agecroft a new generating 
stafion at an estimated cost of £709,287 has been confirmed 
by the Town Council. and application for the necessary 
borrowing powers is to be made. 


Tatsfield (Surrey).—F.rctricity Suprry.—At a recent parish 
meeting, Mr. G. Saycatch, electrical engineer.. gave particu- 
lars of a proposed electric light scheme for the parish, and 
a committee was appointed to ascertain the prospective number 
of consumers with a view {о a local company being formed 
to carry out the project. 
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Teignmouth.—Prick TNcnEASE ArPLICATION.— Messrs. J. & W. 
Purves, Exeter, are applying to the Electricity Commissioners 
for authority to increase the charges for electricity, &c. 


Thorne.—ErrcTRICUTY Scrrr.y.—The Parish Council has been 
notified by Messrs. Pease & Partners that they are negotiating 
with the Yorkshire Electric Power Co. to ascertain the terms 
on which the company would be prepared to give a supply 
of electricitv. The former company states that it also has 
under consideration the possibility of supplying the town with 
electricity in bulk. 


Tregaron.— ELECTRICITY Scnemwr.—A company has been 
formed to carry out an electric lighting scheme, promoted by 
Dr. J. T. Lloyd. 


United States.—Nrw Station АТ New Yonk.—Tbe Hell 
Gate power station, recently put into operation by the United 
Electric Light and Power Co.. is built for an ultimate 
generating capacity of 300.000 kW. The present installation 
consists of two 40.000-KW and two 35.000-kW turho-cenerators. 
One of each size forms à * group." which is in itself a distinct 
power plant: ultimatelv there will be four such groups each 
with its own steam-raising plant, which can. however. he 
interconnected if circumstances require it. When all eicht 
sets are in oneration the circulating water used will amount 
to А00 (000 ООО gallons per dav. The current js cenerated at 
11.400 V. 95 evcles in the case of the 35 WO-kKW sets. The 
output of the larger sets is at 13,900 V. 60 cvcles. 


Wallasey.—T.oiwn SiNcTIoNFD.—The Corporation has re- 
ceived the «s^nefion. of the Electricity Commissioners to a 
loan of £7,900 for electricity purposes. 


e Ó———PÀ—— ———— 


TRAMWAY AND RAILWAY NOTES. 


Ausfralia.—AnrrArpr.—The statement of / accounts of the 
Municina] Tramwavs Trust for the helf year ended Januarv 
31st last shows ^ total revenne of £988,606. Working expenses 
amounted to £906 29. leaving a gross profit of £82,447. After 
deducting interest loan charges, &c.. there waa a net evr- 
plus of 03.569. which. with the surplus at the end of the 
previons half-year of £19,679, makes a total for the year of 
£16 941. 

Chile.—FXTENSION OF Trxvonr Та. Comnania da Tranvias 
Electricos ie nesotiating with the municinal anthorities of 
Valparaiso for the nrolongation of the electric *ramwav con- 
cession. Varions extensions to the system in the Valparaiso 
district are projected. 


Dundee,—Sr4sox Tickers.—The Tramways Committee re- 
commends that on these routes where the maximum fare ia 
ДЯ. season tickete he issued at the rate of £3 1s. per quarter 
of 13 weeks, or £19 4s. per annum. 


Glasgow.—Proposrn Precqace or Suorway.—The  Carnora- 
tion haa made an offer of 2385.000 to the Glasgow and District 
Svhwayv Co. for the nurchase ^f. that comnanv’s “nderground 
vailwav. The Cornoration helieves that this railwav wonld 
he я useful adinnet to the present tramway стает, and would 
very materially reduce the conrestion of Ега ео on the strecte. 
The electrification of fhe underground railway. which is 
anerated hv cahle. is snegested with branches to cerve the 
suburbs which have erown vv since the underground railway 
was constructed —Frening News. | 


Liverpool.—Yrar’s | Worrtxc.—The annual renort of the 
penera! manager cf the Corporation tramwav nndertaling 
(Mr, P. Priestly, A.M T.F.E for the veer ended Decemher 
Alet ]ne*, cechowe ^ tatal revenue of £1,558 007 as compared 
with £1 457.540 in the previews vear. Working expenses 
aeconnted for £1 290785 (£7 896 59001. leaving na rrosg profit 
of 0959 199 (£7107). After deducting interest ond «inkine 
ёпт charges there was a ret profit 4f 0158 645. Tn the 
nrevions vear there wee a deficit of 23.976. The total nnm- 
her of paesencera carried reas 160 700463. ona the average 
earings ner cer mile "лсе from 99.89d. to 27.48d. on a total 
car-mileage of 13.007.597. 


LonAen.—Tur ''UxnEgRGROUCXD " GuARANTEF.—The Under. 
eronnd Railwavs Со, has iemed a memorandum bv Tard Ash- 
field eetting forth the conditions under which the Government 
mnarantecs the princ*nal and 4nterest af £1 000.000 of second 
dehenture stack of the Tondon Electric Раат Co. and ^f 
СТ.ЗОО ООЛ cf «cond dehentnre stack of the City & Сон 
Tandon R^ilwav Co.. already anthorised hy the resnective 
1919 Acte of these companies and also of ench further amannte 
ag mav he authorised ^y Parliament, pot exceeding б ООО ООП. 
Inclnding sume already canetinned The improvements will 
add greatly to the trafe facilities of Londen and about 90,000 
m^» will he found ark. É 

Oxr-wax. Cane - The axneriment of ronnine a are-mon cer 
on the Tandan Тї Л Tram wave hetween Riehmand and Tad- 
worth having proved satisfactory, arrangements are being 
made to пасе eleven more cars of similar conctruction on the 
same rante as soon as the men have been sufficiently. trained 
to work them. 

Prectan — Yrin'a Warran —Tt is renorted that there waaa 
‘surnlne of jnet ever 04 000 from the nist vear’a working of the 
tramways, which will be transferred to the reserve fund. 


Stalybridge.—ExrTENsioNs.—The Stalybridge, Hyde, Mossley, 
and Dukinfield Joint Tramways Board has decided to apply 
to the Electricity Commissioners for sanction to borruw 
£97,300 for extensions to plant. 


TELEGRAPH AND TELEPHONE NOTES. 


Germany.—EXTENSION oF Naven.—Considerable extensions 
are to be made to the Nauen wireless station to enable it to 
deal with a greater volume of business with the Ameria 
continent. The Transradio Co. is arranging to Increase its 
capital by 95,000,000 marks for the purpose. Included 11 he 
improvements 15 the erection of seven new masts 210. metres 
high—four of them replacing existing masts. The power 
plant is to be reconstructed and augmented. As one of the 
results of the extension communication will be establisned 
with Argentina. 


New Cable Base.—Arrangements have been completed for 
the establishment by the Commercial Cable Co. of a сае 


. hase at Queenstown for the repair of Transatlantic cables. A 


site has been obtained, and one of the company's cable ships, 
the George Ward, will be permanently stationed at Queens. 
town. It is understood that the company recently arranged to 
transmit messages direct from Waterville (Treland) to America, 
thus eliminating the delay hitherto experienced through the 
necessity for forwarding messages via T.ondon.—Daily Tele- 
graph. ` 


Sweden.—CoMMUNICATION WITH FINLAND.—Concerning the 
proposal to lay a telephone cable between Sweden and Fin- 
land via Aland, the Swedish Telegraph Administration has 
informed the Government that it is possible to defrav the 
cost out of current funds. As the cable cannot be manufar- 
tured in Sweden the Riksdag has granted leave to imvort it 
free of duty as well as the cable, to connect Sweden and Den- 
mark. According to Aftonbladet, however, private interests 
are planning a wireless telephone between Aabo and Stock- 
holm, which won'd cost only 590,000 Finnish marks, whereas 
the cost of the official scheme is calculated at about 10,000.01 
Finnish marks. It is said that the telenhone cable between 
Sweden and Finland can hardly be laid before 1923, since the 
Finnish Riksdag must first be consulted in connection with 
the matter.—Reuter’s Trade Service (Stockholm). 


United States.—As the result of the recent Government 
radio conference, reports the Т. & Т. Age, it is recommended 
that a Jarge measure of control be placed in the Govern- 
ment’s hands. The following allocation of wave-iengths is 
suggested: Trans-oceanic service, 6,000 metres: fixed radio 
telephony, 3.300; mobile service, 9,650; Government broad- 
casting, 2.050; aircraft, 1,550; city and state public safety 
broadcasting, 985; and amateur telenhony, 975. The report 
recommends the appointment of inspectors to supervise 
amateur installations, these being unpaid and amateurs them- 
selves. The institution of a commission to deal with que-- 
tions arising out of the regulations is recommended. This 
commission would consist of six government representatives 
and six civilians. 

ALLEGED INFRINGEMFNT OF PATENTS.—Mnaior-General G О. 
Squier has commenced an action against the Amercian Tele- 
phone & Telegraph Co.. for alleged infringements of a 
number of his patents in connection with wireless and 
“© wired wireless " devices. The patents were taken out in 
1911 under an early natent law, which remits the Govern- 
ment fees provided the patentee stipulates that the inven- 
tion may be used bv Government officials in Government 
work. '' or bv any other persons in the United States." This 
has been hitherto construed as permitting any member of 
the public to work the patent, but Gen. Squier asks fora 
narrowing-down of this construction. 

Moreover, says the T. & T. Age, in renorting the matter. 
the patents nre believed to disclose no advance over systems 
shown in prior patenta. 


Wireless Telegraphy.—TIwrEen ia, CHatn SraTION.—Tt£ is an- 
nounced that the wireless station at Abu Zabel (95 miles 
north of Cairo) the opening of which for transmission pur- 
poses was nrematurelv notified hv the Lendon Post Office. 15 
now open for full publie wireless service between Egypt, the 
Sudan, Svria, and the British Isles, and the Continent of 
Europe.—The Times. 

Marcont Torse Torrs.— Mareoni’s Wireless Telegraph Co. 
announces that commencing forthwith the telegraph otüce at 
Marconi Попе, Strand, МС, will be open at the following 
times only: Monday. ta Saturday inclusive, from 7 a.m. to 
midnight: Sundays and Bank Holidays, from 8. a.m. to 
1 pm. During the time Marconi. House is elosed evelists 
w1!l collect messages on receipt of a call to London Wall 3606. 
— Financial. Times. 

WIRELESS TRLEGKAPRY IN SPAIN. - According to Senor bea. 
at a conference on radiote'egraphy held recently in Madrid. 
Spain's present wireless establishment consists of nine civil 
Соот while 400 merchant ships are equipped with wireles 
piant. 
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Wireless Telephony.—W IkELESS Сохсектѕ.—Оп and after 
May 30th the English wireless concert transmitted each Tues- 
day evening from Writtle, Essex, will take place at 5 pan. 
(British summer time) on a wave-length of 400 metres; not 
at 7 p.m. on a wave-length of 700 metres, us hitherto. In 
view of these changes wireless armateurs throughout the 
country are invited to send reports on their reception, with 
criticism of the individual items, to the Writtle Wireless 
Station. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
Official Notice ’’ appeared.) 


OPEN. 


Argentina.—BuENos  AinEgs.—June 98th. Argentine Board 
of Sanitary Works.  Hydro-electric generating station and 
transforming sub-station for the town of Catamarca.* (See 
this column in our last issue.) 

Buenos AIRES WATERWORKS.— Machinery for three pumping 
stations, one power station, and eight transforming sub- 
stations.* ((See this column in our last issue.) 


Australia.—MELBOURNE.—September 1st. Electricity Com- 
mission. Five surface feed-water heaters, six surface vapour 
condensers, 12 feed-water evaporators. (May 19th.) 

October 17th. Postmaster-General’s Department. Supply 
of automatic switchboards and associated apparatus for two 
suburban exchanges at Melbourne. 

June 20th. Postmaster-General’s Department. 420} tons 
bronze wire (sched. 23). 400 tons galvanised iron wire (sched. 
32), 47 tons galvanised steel wire (sched. 32), 413,400 jointing 
sleeves (sched. 33). (May 19th.) 

June 17th. Aluminium steel-cored cable and accessories. 
(Spec. No. 943.) (May 26th.) 

QUEENSLAND (BOWEN).—June 30th. Municipal Council. 
Bees power generating plant, switchboard and other equip- 
ment. 

Barnes.—June 5th. Electricity Department. 3,500 yd. 
l.p. cable, .40 х .40 х .90 вд. in.; a portion lead-covered and 
drawn into existing ducts, and a portion armoured and laid 
direct. (May 96th.) 

Belgium.—June 12th. Service des Voies et Travaux, 18, 
Rue Dartois, Liége. Establishment of a small central sta- 
tion at the railway station at Montzen. 

June 8th. Municipal authorities of Schaerbeek. 11,950 
metres of armoured l.p. cable and 6.000 metres of armoured 
Lp. CIS. Service de l'Electricité, Hotel Communal, Schaer- 
eek. 

Bulgaria.—Sorta.—June 15th. Post and Telegraph Depart- 
ment. Fuses, line annunciators, and lightning arresters.* 


Dublin.—June 12th. Dublin United Tramways Co. 
(1896). Ltd. Six months’ supply general stores, including 
electrical supplies, &c. (See this issue.) 

Edinburgh.—June 12th. Electricity Department. Under- 
ground insulated cables. (See this issue.) 

India.—June 9th. High Commissioner's Department. 
Copper telegraph wire. Carsack elements for Leclanché cells, 
v.).r. insulated cable. (May 19th.) 

June 23га. Switchboard cable and cable for wiring build- 
ings, dry core lead-sheathed and armoured cable, and lead- 
sheathed unarmoured submarine cable. (See this issue.) 


Italy.—July 31st. The State Railways announce that the 
period for the reception of tenders for the electrification of 
the Bologna-Venice-Montfalcone line fixed previously for 
April 30th, 1922, has been extended until July 31st, 1992. 


London.—METROPOLITAN AsyLUMS BoARD.—June 21st. In- 
etallation of forced circulation heating and hot-water supply 
apparatus, &c. Installation of electric lighting and power, 
. telephones, fire alarms, and domestic bells. (May 26th.) 

HackNEY.—Electricity Department. New ог second-hand, 
for battery charging purposes: D.e. generator. only belt 
driven, 150/200 amp., 50 V, or, alternatively, combined motor- 
generator set, above capacity, for use on 480-V d.c. circuit. 
(May 36th.) 

ST. Pancras.—June ]lóth. Electricity Department. Two 
sets of motor-generator balancers, each of 1,000 kW; Lp. 
cables. (See this issue.) 


Maidstone.—June 30th. Kent County Mental Hospital. 
Two phase back-geared electrie motors, two centrifugal 
pumps and accessories, main switchboard, starting and con- 
trolling gear and wiring. (May 26th.) 

Manchester.—]une 13th. Electricity Committee. Elec- 
trical distance indicating and recording thermometers, fans, 
auxiliary circulating water pumps, electric capstans and 
bollards. (Mav 26th.) 

June 15th. Electricity Committee. Cable requirements for 
€ x months. Mr. F. E. Hughes, Electricity Department, Town 
Hall, Manchester. ` 

June 13th. Tramways Committee. Supply of electrolytic 
*opper and silicium bronze trolley wire, pitch, &c. Mr. J. M. 


McElroy, general manager, Corporation Tramways, 85, Picca 
dilly, Manchester. 

June 2th. Electricity Committee. - Installation and connec- 
tion complete of the subsidiary cables between generators, 
auxiliaries, transformers, and switchboards in the Barton 
power station, with materials for fixing tail end boxes and pot- 
heads for all the cables scheduled. (See this issue.) 


New Zealand.—WELLINGTON.—July 4th. Department of 
Public Works. Three 1,320-kVA ` single-phase transformers, 
with accessories. One 225.h.p. Pelton wheel, direct-coupled 
to 150-kVA generator.* 

June 10th. City Council. One 25-ton overhead travelling 
crane, three 1,500-kW and one 500-kW rotary converters, with 
transformers. (May 26th.) 

Portsmouth.—June 13th. Tramways Committee. Stores 
(including insulating material, lamps, and motor windings, 
&c.) for six or twelve months. (See this issue.) 


Preston.—June 25th. Electricity Department. — E.h.p. 
switchgear. (See this issue.) 

Rhondda.—]une 6th. Electricity Committee. Sub-sta- 
tion e.h.p. and l.p. switchgear. (May 19th.) 

Salford.—June 15th. Electricity Department. Two 


10,000/12,000-k W turbo-generator sets with condensing plant, 
and other equipment. (May 26th.) 

Siam.— Banckox.—June 98th. Department of Posts and 
Telegraphs. Telegraph and telephone material, including wire, 
cable, wall telephones, &c.* 

South  Africa.—FnaNkKFORT, ORANGE Frege  SmATE.—The 
Municipality is inviting tenders for a hydro-electric scheme. 
Particulars from the consulting engineer, Mr. W. Ingham, 
101, Consolidated Buildings. Fox Street, Johannesburg. 

GRAHAMSTOWN, Care PnoviNcE.—September Ist. Power 
plant, alternators, switchboard, transformers, cables, &c. 
Specifications from Mr. F. С. Clarkson, town clerk.* 

CALEDON, CAPE PRoviNCE.—August Yth. Municipal Couneil. 
Electric lighting installation. ‘The specification has been 
drawn up by Prof. Bohle, of the University of Cape Town. 

JOHANNESBURG.—June 24h. Municipal Council. Metal fila- 
ment lamps :—5.000 910 V, 60 watt; 4.000 ditto, 100 watt; 
1.000 ditto; 90 watt; 5.000 940 V, 60 waft; also cast-iron street 
lighting suspension fittings.* 


Tynemouth.—June 20th. Electricity Department. A.c. 
booster. (See this issue.) 


West Ham.—June 13th. Electricity Department. One 
10.000-EW turbo-alternator, one 10,000-kW surface condensing 
plant. (May 96th.) 


*A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S. W.1. 


CLOSED. 


Edinburgh.—Tramway Committee. Recommended:— 


110 trucks (£13,310).—Brush Electrical Engineering Co. 
Rails and fishplates (£13,456).—Dorman, Long & Co. 


Glasgow.— Electricity Committee. Recommended:— 
Steelwork for sub-station at Alexandra Parade (£254).—Redpath, Brown 
and : 
Cast-iron boxes, section pillars, &c.—Carron Co.; McDowall, Steven and 
Co.; К. Taylor & Co. 
© Malleable iron tubes and fittings.—Stewarts & Lloyds, Ltd.; Scottish Tube 
Co,, Ltd. | 
Cables.—Enfield Ediswan Cabte Works, Ltd.; Callender’s Cable & Con- 
struction Co., Ltd.; W. T. Glover & Co., Ltd.; Craigpark Cable Co., 
Ltd. . 
D.c. meters.—Edison Swan Electric Co., Ltd.; Chamberlain & Hookham, 
Ltd.; Ferranti, Ltd. 
Arc lamp carbons.— Beacon Carbons, Ltd. 
А.с. meters.—Edison Swan Electric Co., Ltd.; Metropolitan-Vickers Elec- 
trical Co., Ltd. 


Tramways Committee. Recommended :— 
Rubber and asbestos goods.—N.B. Rubber Co., Ltd.; Clyde Rubber Worke, 
Ltd. 


Reconstructing car magnetic brake equipments and adding  skid-proof 
attachments.— Metropolitan-Vickers Electrical Co., Ltd. 


Sub-Committee on Lighting. Recommended :— 

Offers for stores for 19 months :— 

Electrical fittings and accessories.—Steele, Turner & Wright; T. Land 
and Sons; Alexander & Co.; General Electric Co.; Simplex Conduite, 
Ltd.; Malcolm & Allan; Wm. Brown & Co.; Alston, Scott & Ce 

Lamp pillars.—D. King & Sons; Carron Company; M. McCulloch; J. 
Allen, Senr., & Son; Philip & Bruce. 


Sonth Africa.—JoHANNESBURG.—Electricity Coninittee. Re- 
commended :— 


One 2.000-kW Bruce Pccbles-La Cour converter (£10.750).— Bruce Peebles 
aud Co., Ltd. 


FORTHCOMING EVENTS. 


institution of Electrical Engineers (Wireless Section). Wednesday., fune 
wth, At the Institution, Victoria Embankment, W.C. At 6 p.m. Papert 
on '''The Performance of a Radio-lelegraphic Transmitter, with spemíal 
reference to the new Installation at North Foreland,” by Mr. N. Lea; 
and “A Dynamic Model of Tuned Electrical Circuits," by Brof. C. F. 
Jenkins, 

Chemical Society.—Thursdav, June Bth. At the Institution of Mechanical 
Engineers, Storey's Gate. SW. At 8 p.m. Lectura on “Chemical and 
Fhysiological Properties," by Dr. H. H. Dale. 

Physical Society of London.—Friday, June 9th. 
the National Physical Laboratory, Teddington. | 

institution of Mechanical Engineers.— Monday, June 12th, to Wednesday, 
June 21st. Parjs and Liége Summer Meeting. l 


At 3.30 p.m. Visit to 
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THE “ELECTRICAL REVIEW” SERVICE 


DEPARTMENT. 


_ To enable us to complete replies to queries received this 

week we. need the names of suppliers or manufacturers of :— 
“ Ro:ac ’’ electric irons. | 
A single-pole 10-ampere fuse, with black handle, bearing 
| g. No. 629,544. | 

““ Radiac " bowl fitting. 


NOTES. 


The Lock-out.—The position with regard to the engineer- - 


ing lock-out seems to be that the A.E.U. is at the end of its 
financial resources. Dissatisfaction has been expressed with 
the 47 unions for accepting the employers’ terms, and the 
view has been. stated that, but for the influence of these 
unions, the A.E.U. and the employers would have settled 
terms between them. Mr. Hutchinson, a member of the 
A.E.U. Executive, is reported as saying that if the men had 
to go back on the terms suggested, he hoped they would do 
so with iron in their souls, determined in future to win more 
than they had lost. The A.E.U. Executive has called a con- 
ference of district delegates to be held at York to-day. The 
bal'ot of the members of the 47 unions is in progress. 

The A.E.U. very wisely declined to receive the deputation 
which the extremists wished to send to urge the holding-up 
of London's water, light, power, and sewerage services. 


Appointments Vacant.—Assistant divisional engineer for 
the Indian Government Telegraph Department; mechanician 
(£440) for the Government of Nigeria Posts and Telegraph 
Department; electrical engineer for the Port of London 
Authority; assistant generation engineer (550 taels per month), 
station control engineer (450 taels per month), and station elec- 
trical assistant (350 taels per month), for the Shanghai Muni- 
cipal Electricity Department (taei=3s.); tramways manager 
and electrical engineey (£450+bonus), for the Urban District 
Council of Aberdare; jointer (450 Rs. per month), for an elec- 
trical undertaking in Burmah; mechanician (81s. 4d.), for the 
meter section. of the Wolverhampton Corporation electrical 
` department. (See our advertisement columns to-day.) 


A 100 per cent. Load-factor System.—The Shoreditch 
Borough Council is to be congratulated upon taking a step 
towards that ideal of the electricity supply engineer, the 
'* 100 per cent. load factor." This has been accomplished on 
a small scale. but its extension is possib'e and desirable. As 
is usual in all attempts of this nature, the alternative of 
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"Tug RuvssELL WATER HEATER. 


water heating has been employed. As applied to workmen's 
dwellings, which usually contain three main lights, the water- 
heating 1s done by means of three elements, corresponding 
in wattage to the three lamps, immersed in a cylindrical 
tank. By a system of two-way switching, immediately a 
light is switched on, one element is cut out, and when full 
lighting is required the whole of the water-heating elements 
are out of circuit. In the actual installations there are 
usually three 30-watt lamps which necessitate 90 watts in the 
water-heater. The meter is abolished, but it is necessary to 
install a. current limiter to prevent the use of lamps of a 
higher wattage than those provided for. The ordinary power 
rate is charged to consumers for this service, and the aver- 
age weekly cost is 2s. The tank contains 44 gals. of water, 
which is soon raised to 140 deg. F. when all the elements are 
"on." А useful refinement embodied in the design of the 
water-heater is an arrangement by which the opening of the 
tap to draw off water automatically closes the inlet, prevent- 
ing cold water rushing in and reducing the temperature until 
the tap is turned off. Obviously this system need not be 
limited to three lights, accommodation for larger installa- 
tions being merely a matter of design. The arrangement has 
proved very popular in Shoreditch, where ordinary lighting 
is not sufficiently remunerativa to justify the expense of 
wiring. Each installation (беба about £30, which is evenly 


had arranged personal 


from ' Capt. ‘A. 


‘allocated to the: Electricity and Housing Committees. Тһе 
London County Council is awaiting the sanction of the 
Ministry of Health to adopt the system in a set of twelve 
dwellings in the Shoreditch area erected by the L.C.C.; in 
this case the cost of the installation will be borne equally by 
the L.C.C. Housing Committee and the Shoreditch #lec- 
tricity Committee. The introduction of the system is the 
work of Mr. C. Newton Russell, the Shoreditch electrical 
engineer. Mr. Russell's son, Mr. E. S. Russell, is respon- 
sible for the design of the water-heating device, which is 
illustrated. The Porough Council's scheme also includes, on 
a separate circuit, a small '' Jackson ” cooker and an electric 
kettle, the price of energy being 2d. per unit. 


Electricity Commissioners Inquiry.—SoUTH-EASTERN AND 
CHATHAM KatLway.—On Tuesday last the Electricity Com- 
missioners opened an inquiry into an application by the 
Managing Committee of the South-Eastern & Chatham Rail- 
way Co. for permission to build & new power station at Charl- 
ton, and one by the West Kent Electricity Co. to erect one 
at Belvedere. Mr. Clode, K.C., for the Managing Committee, 
said that the site at Angerstone Wharf, Chariton, covered % 
acres; the station was required in connection with the electrifi- 
cation of the railway, involving the equipment of 648 miles of 
single track, and the scheme for a power station at Anger- 
stone Wharf had been approved by the Ministry of Transport. 
The total cost would be over six millions sterling, and the 
Treasury would assist by guaranteeing capital and interest; 
but if the CommisSoners did not consent to the erection of 
the power station, that arrangement would fall through. 

_ The inquiry is proceeding, and will be reported in our next 
issue. 


Association of Engineers-in-Charge.—The 22nd annual 
dinner of the Association was held at the Holborn Restau- 
rant on May 27th, when Capt. H. Riall Sankey, C.B., C.B.E., 
president of the Association, was in the chair, and a most 
enjoyable evening was spent by a large gathering of mem- 
bers and distinguished guests. Following the loyal toasts, 
which were proposed by the president, Mr. H. S. Hele-Shaw, 
D.Sc..LL.D., F.R.S., proposed the ‘‘ Education of Engi- 
neers,” and referred to the Board of Education's new scheme, 
which had been arranged in conjunction with the engineer- 
ing institutions. He outlined the scheme, which he described 
as a step of tremendous importance, ав it would raise the 
standard throughout the country, so that a certificate granted 
by the smallest school wou!d carry the same weight as a uni- 
versity certificate. Ail the arrangements had been completed 
and every technical school throughout the country, without 
exception, had applied to come into the scheme. But of 
course they did not consider examination as education; it 
was not the be all and end all, and in this connection he spoke 
highly of Capt. Sankey's innovation that had been introduced 
in the Institution of Mechanical Engineers’. examination. He 
interviews between the candidates 
and examiners, and by that means they were able to get 
much more out of & man in half an hour than they could 
hope to do in 12-hour papers. | 

Sir Суви, R. S. Kirxpatrick, M.Inst.C.E., chief engineer 
of the Port of London Authority, in replying to the toast. 
remarked that the scheme offered immense possibilities, and 
was a link between practice and theory- that was badly 
needed. It made it possible for anyone to reach the top apart 
from accidental advantages of birth, &c. He was circularising 
his engineers-in-charge with regard to the echeme, and hoped 
that in time to come no appointments would be made with- 
out certificates. | 

'''The Association ’’ was proposed by Sir Alex. Richardson, 
M.P., and the president responded, while ‘‘ Our Guests and 
Friends " was proposed by Mr. Alex. Ritchie, J.P., and Mr. 
С. M. McKay (Sheriff of London), and ‘Brig.-Gen. . Magnus 
Mowat, C.B.E. (secretary Institution of Mechanical Engi- 
neers), responded. The chairman of the Association (Mr. W. 
McLaren) proposed '' Our President," and after a few words 
Е. Penn, hon. secretary of the Association. 
Capt. Sankev replied, describing the work of the Associa- 


tion during the past year as satisfactory, and announcing that 


the incorporation of the Association was under consideration. 
During the dinner music was played by Mr. F. King's bijou 
orchestra, and during the evening some excellent songs were 


rendered by Miss A. Douglas, Miss B. Wil!mott, and Messrs. 


H. Barrett and F. Morris; Mr. Will Dawe worked hard as 
accompanist and musical director. | 


Teachers in Technical Institutions.—The thirteenth an- 
nual conference of the Association of Teachers in 'Technical 
Institutions opens in London on Monday, June 5th. On the 
following day Viscount Burnham will de:iver an address, and 
several visits have been arranged. 'The new president is Mr. 
J. Paley Yorke, who succeeds Professor G. Knox. 


Fatalities.—It was shown at an inquest held at Caer- 
philly on May 25th on John Woods, a boiler-maker's assistant. 
who was kiled while working inside & boiler at the Great 
Western Railway engine sheds, that the fatality occurred 
through a defective live wire being wrongly connected. Woods 
told his mate that he had switched the power off, but as he 
was.about to hand an electric lamp to the latter he received 
& fatal shock. A subsequent examination of the switch box by 
the electrician revealed the defect, the result of which was 
that, although the lover indicated that the energy was “ off,” 
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it was in fact “on. The pressure was 220 V a.c. The elec- 
trician added that the defect could not be found except by a 
test. A verdict of ‘* Accidental death ”' was returned. | 

During an inquiry into the death of a workman in the em- 
ployment of Messrs. Cross & Co., Ltd., Camelon, Falkirk, it 
was stated deceased was in the habit of starting the inotor 
at the chemical works. A fellow workman followed him into 
the motor-house, and when he heard deceased shout he ran 
forward and saw him lving unconscious on the ground near 
the motor, With abrasions on the back of his head. Another 
workman said he saw deceased's right arm suddenly shoot up 
from the motor, and’ he then fell back, his head striking the 
door. The previous day the witness had received a shock while 
starting the motor. A doctor said deceased's heart was not 
in good condition. After hearing the evidence and taking into 
account the fact that one man had received some sort of a 
shock from the motor, it was probable that deceased also got 
a shock Which caused his fall and subsequent death. The jury 
found that the evidence was not sufficient to disclose the cause 
of death. 

Two men, Fred Hawkes and W. James, were both badly 
burned on May 22nd while working on an e-ectrified portion 
of the L. & S. W. Railway. It was stated that some tools 
thev were carrying came into contact with a live rail. 

Educational.— The Loughborough Technical College re- 
ports an excellent result in connection. with recent examina- 
tions conducted by the Institution of Mechanical Engineers. 
Fourteen students succeeded in the examination for associate 
membership, and IL passed the studentship | examination. 
These results compare very favourably with those obtained in 
other centres; the next highest was London, with a total 
of 16. 

Royal Air Force Pageant.—The Roval Air Force Payeant 
will again be held ag the London Aerodrome, Hendon, on 
Saturday, June 24th. Experience gained at the two pageants 
already Һе а has shown that the public is keenly interested 
in Service Aviation, and an attractive programme is being 
organised. 


|J INSTITUTION NOTES. 


Institution of Electrical Engineers.—Wak MrMoRIAL.—The 
unveiling апа dedication of the War Memorial in memory of 
the members of the Institution who fell in the Great War will 
take place at the Institution building on Wednesday, June 
Jh. at 4,30 p.m. 

The memorial wil be dedicated by the Rt. Rev. Bishop 
Ryle, K.C.V.O., D.D., Dean of Westminster, and unveiled 
by Air Chief Marshal Sir H. M. Trenchard, Bart., K.C.E., 
D.S.O., assisted by the President of the Institution, Mr. J. S. 
purae and the senior Vice-President, Dr. W. H. Eccles, 

The entrance hall, where the memorial will be erected, 
will be reserved for nearest relatives, and special tickets wi:l 
be issued to them for this purpose. Meinbers (other than 
relatives) and their ladtes will take their places in the lecture 
theatre, for which no tickets will be required. Those atiend- 
ing should arrive not later than 4.15 p.m., and officers who 
have uniforms should attend in Service dress with decora- 
tions. 

Institute of Physics.—At the annual general meeting on 
May 3rd the following officers were elected for the year com- 


mencing October Jat, 1922 :— President, Sir J. J. Thomson, 
OM.: Vice-Presidents, Sir Charles Parsons, K.C.B., Prof. 


W. Eeeles, Prof. С. H. lees, and Mr. C. C. Paterson. The 
membership at the end of the year was stated to be 408, of 
whom 295 were Feliows. In his presidential address, Sir J. J. 
Thomson said it was gratifying to know that of 67 students 
who graduated with distinction in. physics and chemistry 
during 1921, 46 had obtained suitable positions, while 14 were 
doing research work. 

Institute of Scottish Mining Electrical Engineers.—The 
four sections of the Institute. from Lanarkshire, Glasgow, 
Edinburgh, and Fifeshire, held a meeting at the works of 
the British. Electric Plant Co., Ltd., Alloa, on May 20th. The 
occasion. being a unique one. the whole company was photo- 
craphed, and the members were welcomed by Mr. F. С. War- 
burton, one of the directors of the company.. A paper was 
then read by Mr. А. S. Murdoch, works manager, showing 
the lines on which the works had been organised for mass 
production and selective assembly for both motors and pumps. 
It was pointed out that all insulating materials had to pass 
à strict fiash and insulating test. and members had the oppor- 
tunitv of inspecting the special methods adopted in the works 
for insulating mining motors; some examples of up-to-date 
manufactures were scen in the erecting shop, including a 
vertical pumping set rated at 1,000 g.p.m. at 800 ft. head, a 
450-h.p., 3,000-volt, 1,450-r.p.m. centrifugal pump motor, and 
also such points of special interest as electric welding and the 
quick assembly of centrifugal pumps. 

Tea was provided by the company, and, on behalf of the 
engineers, Mr. A. M. Muirhead, of D. Selby Bigge & Co., 
Glasgow, thanked the firm for the valuable information so 
readily placed at their disposal, and paid a high tribute to the 
enterprise, scientific management, and workmanship associated 


with thé British Electric Plant Co. 


OUR PERSONAL COLUMN. 

The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements, 


On Wednesday last Sir William Noble retired from the post 


‘of engineer-in-chief of the Post Office, one year over the oflicial 


age for retirement, but full of vigour and in Ше best of health. 


Ніз period of service as engineer-in-chief has been marked by 


the introduction of reforms in the organisation of the staff, 
working methods and official relations, which should bear 
fruit in greatly increased efficiency. He began his work in 
1577 as a telegraphist in the ** Granite City," and by diligent 
study acquired technical апа scientific qualifications which 
led to his appointment in 1503 as engineer-in-charge of the 
Aberdeen section, and four years later to his promotion to % 
first-class engineership at headquarters, followed in a few 
years by advancement to second-class technical officer. In 
1901 Mr. Noble became assistant superintending engineer in 
the new Central Metropolitan District, and passed sorme 
strenuous years in connection with the London telephone svs- 
tem. In 1905 he was appointed first-class staff engineer-in- 
charge of the Telegraph Section, and two years later Super- 
intending Engineer of the Central Area, in which capacity he 
served on many departinental. committees, and carried out 
numerous special duties. His promotion to assistant engineer- 
in-chief in 1912 followed the transfer of the telephone systern 
to the State, with a threefold increase of the engineering staff, 
and rapid progress was made with the modernisation and de- 
velopment of the telephone service until the outbreak of war 
put a stop to progress. Since Sir Wiliam Slingo retired in 
1919, Sir William Noble, who received his knighthood in the 
foilowing year, has been at the head of the engineering de- 
partment, which, during his service of 45 years, has under- 
gone an enormous development. His portrait was reproduced in 
the ELrcrRICAL REVIEW of May 9th, 1919. We learn that Sir 
William Noble has accepted a seat on the board of the General 
Electric Co., Ltd., and tSat he proposes to devote his attention 
mainly to the development ot the telephone and wireless 
sections of this important manufacturing concern. 

It was officially announced yesterday morning that the Post- 
master-General had appointed Major Т. F. Purves, O.B.E., 
Assistant Engineer-in-Chief, to be Engineer-in-Chief to the 
Post Office, on the retirement of Sir William Noble. 

Mr. A. J. Abraham, tramway manager and electrical engi- 
neer to the Aberdare Urban District Council, has resigned 
his post to take up another appointment. His basie salary 
was £460, plus bonuses, making a total of £700 a year. The 
Council accepted his resignation with regret, and resolved to 
advertise for a manager at a basic salary of £450 per annuin, 
plus bonuses. | 

Mr. GERALD BELLHOUsE, C.B.E., has been appointed Chief 
Inspector of Factories in succession to the late Mr. R. E. 
Graves, C.B.E. Мг. Bellhouse has been Deputy-Chief In- 
spector since 1917. | M" 

Mr. A. A. CAMPBELL Swinton, F.R.S., M.Inst.C. E., M:.I. E.E., 
ү! joined the board of W. T. Henley’s Telegraph Works Co., 

atd. 

Mr. Ernest A. Marx has resigned his position of general 
manager with Pope's Electric Lamp Co., Ltd., and has joined 
the Z Electric Lamp & Supplies Co., Ltd., of 73, Newman 
Street, W. As Joint managing director with Mr. James 
Scrivener, he will still be in a position to handle Pope's 
“ Elasta " lamps, as well as all other Association makes, to- 
gether with other electrical supplies. 

The Commonwealth Engineer reports that Mr. J. O. Boving, 
of Messrs. Boving & Co., Ltd., London, left Sydney im March 
for Japan, after spending some weeks in New Zealand, and 
visiting. Tasmania, Victoria, and New South Wales. Whilst 
in New Zealand, Mr. Boving, at the request of the Governr 
ment and a number of municipalities, reported on several pro- 
jected hydro-electric schemes. | 

Mr. Johnstone Wright, deputy electrical engineer under 
the Bradford Corporation, was presented with gifts from 
the staff and employés of the Electricity Department on the 
occasion of his severing his connection with the department 
to take up the appointment of electrical engineer and business 
manager of the electricity undertaking of the Belfast City 
Council. The presentation was made by Mr. J. W. Longley, 
the deputy chairman of the Electricity Ccnunittee, and took 
the form of a gold wristlet watch for Mr. Wright and a lady's 
handbag, in crocodile leather, for Mrs. Wright. 

Before leaving Melbourne for England early in April, Mr. 
W. Н. Alabaster, city electrical engineer of Melbourne, was 
present at a complimentary dinner given jn his honour by 
the principal oflicers of the Melbourne City Council. Mr. 
Alabaster was presented with & fountain pen and an illu- 
minated autographed memento. | TE 

Mr. G. W. Cosby, the Northern District office manager of 
the Westinghouse Morse Chain Co., Ltd., has just joined 
Messrs, Jenks. Bros., Ltd., of Wolverhampton, who have 
been appointed ‘sole agents for Yorkshire for the Westing- 
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house Morse inverted tooth rocker-joint chain drives manu- 
factured by the Westinghouse Morse Chain Co., Ltd., at 
Letchworth. He will be stationed at Leeds for the time being, 
at the Northern District oflice old address, Standard Build- 
ings, City Square. i 


Obituary.—Mrk. Јонм ManriN.—It is with deep regret that 
we have to announce tbat Mr. John Martin, head of the 
alternating-current designing department of the British 'l'hom- 
son-Houston Co., Rugby, died on May 23rd at his residence in 
Rugby. Mr. Martin was born at Little Arduthie in 1878, and 
was educated at Stonehaven and Aberdeen, studying engineer- 
ing afterwards at Glasgow University, where he took the 
degree of B.Sc. On leaving the University he joined the works 
of the British Electrical Plant Co., of Alloa, as a pupil, and 
later he entered the British Thomson-Houston works at Rugby 
in 1903. Shortly after joining these works he entered the de- 
signing office and became associated with the design of induc- 
tion motors and allied apparatus. From 1914 he was in charge 
of this work, and the high reputation that the B.T.-H. induc- 
tion motors have enjoyed for many years is the result of his 
energy and ability. Although of a retiring disposition, his 
staunch character endeared him to a very wide circle of 
friends. Mr. Martin was an Associate Member of both the 
British and the American Institutions of Electrical Engineers. 

Mr. H. O. Norrs.—The Commonwealth Engineer reports 
that Mr. Henry Obed Noyes, governing director of Noves 
Bros., Melbourne, Pty., Ltd., died suddenly in Melbourne on 
March 20th, at the age of 61 vears. With his late brother, 
Mr. Edward Noyes, he founded the firm of Noves Bros. in 
1888. Subsequently the New South Wales and Victorian 
interests were flouted as separate companies. Under his 
direction, the firm carried out large works, including electric 
lighting and railway construction. 

Mr. A. C. Cosson.—We regret to record the death of 
Mr. Alfred Charles Cossor, of Messrs. A. C. Cossor, litd., 
electric lamp and instrument makers, of Highbury, which 
occurred on May 27th, at the age of 60 years. 


NEW COMPANIES REGISTERED. 


John Fowler & Co. (India), Ltd. (181,834).—Private 
company. Registered May 17th. Capital, £1,000 in £1 shares. To acquire 
the branch business carried on by John Fowler & Co. (Leeds), Ltd., in India, 
and to carry on the business of civil, hydrauiic, telegraph, mechanical, and 
general engineers, manufacturers of and dealers in wire and other cables, 
manufacturers of steam ploughs and cultivating machines, contractors, &c. 
The first directors are:--A. Fowler, 96, Gilbert Street, Grosvenor Square, 
W. (director John Fowler & Co. (Leeds) Ltd); C. H. Fowler, “ Moor 
House," Moortown, near Leeds (director. John Fowler & Co. (Leeds), Ltd.); 
E. G. Pelly, 47, Gloucester Terrace, Hyde Park, W. (director John Fowler 
and Co. (Leeds) Ltd.): T. Davis, 69, St. John's Park, Blackheath, S.E.5 


(secretary John Fowler & Co. (Leeds), Ltd.). Registered office: 113, Cannon 
Street, E.C. 


Good Bros.. Ltd. (181,852). — Private companv. Regis- 
tered May 18th. Capital, £3,000 in £1 shares (9,900 cumulative preference and 
100 ordinary). To carry on the business of general merchants, importers and 
exporters, agents and manufacturers. of and dealers in electrical, magnetic, 
telegranhic, telephonic and other appliances, Kc. The permanent directors 
are :—S. Coxon, 20, Calton Avenue, Wavertree, Liverpool, electrical engineer; 
W. Inglis, 19. Mersey Road, Aigburth, Liverpool. engineer: F. M. Soulsby, 
7, Marine Terrace, Waterloo, contractor. Qualification, 29. shares. Remu- 
neration as fixed by the company. Registered office : 35, South John Street, 
Liverpool. 

Sanders, Kennedy & Co., Ltd. (181.822).—Private com- 
panv. Registered May 16th, Canital, £5,000 in £1 shares (4.000 cumulative 
preference and 1.000 ordinary). To take over the business of electrical, me- 
chanical and lighting engineers carried on by Kennedy & Co. at Hishbridge, 
Somerset, The first directors are:—H. A. Sanders, “ Ardrossan. Burnham. 
on-Sea, electrical contractor: G. F. Kennedy. The Causeway, Mark. near 
Highbridge, Somerset, electrical engineer; L. N Stribling, 5, Alstone Lane, 
Highbridge, Somerset, electrical engineer. Qualification, 2100. Remuneration 


as fixed by the company, Secretary : L. N. Stribling. Registered office : 
Market Street, Highbridge, Somerset. g egiste office 


Triumph Electric Manufacturing Co.. Ltd. (181.843).— 
Private company. Registered May 17th. Capital, 26.000 in £1 shares. To 
acquire the business carried on by А. T. Costisan and C. F. Jenks, trading 
as “The Triumph Electric Co." at 16, Lovedav Street, Birminoham. The 
Permanent directors are :—4A. T. Costigan, 39. Woodland Road, Handsworth. 
Rirmingham; C. E. Jenks. 3, Reservoir Road. Erdington, Rirmingham; 
W. L. Topnle. * Hermon House." Sutton. Road, Wylde Green, near Bir- 
minrham. Registered office: 16, Loveday Street, Rirmingham. 


T. C. Murphy & Co., Ltd. (181,771).— Private companv. 
Registered Mav 13th. Capital, £3,000 in £1 shares (500 preference and 2.500 
ordinary), To adopt an agreement with Ada A. Мигоһу and to carry on the 
business of manufacturers of and dealers in ebonite, vuleanites, rubber poole, 
and other insulating materials, fanev, sursical and optic il roads, &c. The 
first divectors are :--G. H. Almenrader, 33, Inglewood Road, West Hamp- 
stead. NW; Mrs, А, А, Murphy, 27. Brook Green, Hammersmith, W. 
Oualifiertion, £100. Remuneration as fixed bv the company. — Rejtistered 
office: 10, Manchester Avenue, Alderseate Street, ECA. | 


Calohos Electrical Co., Ltd. (181,796).—Private com- 
nany, Revistered Moy ib. Capital, £100 in £l shares. To carw on the 
business of dealers in electric and ather lamps and Attinus, &c. The first 
directors ore: |]. Pedersen Repent Palace Hotel, W.: ЕК, F KRewlev, 14. 


Ринат Road, Finsbury Pauk, NAA, Registered ofice: 66, Victoria Street, 
Westminster, SW. 


Burke Electrical Manufacturing Co., 1.64. (182,090).— 
Private company, — Reristered. Mav 25th. Capital. £500 in £1 shares. To 
adopt an agreement with Soop. Burke, and to carey on the business of elec- 
trical and general engineers по еа вогир and. natontees of electric i! 
machines am} apparatus, Ас. The first directors mv: S. р Burke. Albemarle 
Court Hotel, Leinster Gardens, W.: Wo Dawson, Chius Collece, Cambridge. 
Professor af Forestry; H. W. Ponnev, 192. Meadvale Road. Ealieg, W.: H. A. 
Douglas. 130, Braidwood Road, Catford, S.E.6 Qualification. £1. Remunera- 


tion as fixed by the company. Registered office: 6, Francis Street, West- 
minster. 


Calto Co., Ltd. (181,776).—Private company. Registered 
May 15th. Capital, 23,000 in 2,500 10 per cent. cumulative preference shares 
of £l each and 10,000 ordinary shares of ls. each. To adopt an agieement 
with the Engineering Finance Corporation, Ltd., whereby certain letters 
patent, patent rights and trade marks, including letters patent No. 114,69] and 
the registered trade mark "'' Calto," will be assigned to the company, and 
to carry on the business of general engineers, merchants, agents, managers, 
brokers, factors, purchasers, vendors, importers and exporters for every de. 
partment and branch of the engineering trade, &c. The first directors are :— 
О. Sumner, O.B.E., 22, Buckingham Gate, S.W.1, consulting engineer; J. J. 
Barlow, J.P., 22, Buckingham Gate, S.W.1, gent. The Engineering Finance 
Corporation, Ltd., may, while a shareholder in the company, appoint th: 
chairman and managing director, and fix the remuneration to be paid to 
him or them, and the maximum remuneration to him or them under this 
provision shall be £1,500 per annum (inclusive of directors’ fees). Remunera. 
tion of directors, £100 per annum. Registered by O. Sumner, 22, Buckingham 
Gate, Westminster, S.W.1. 


London Magneto Repairing and Winding Co., Ltd. 
(182.002).—Private company. Registered. May 24th. Capital, £3,000 in £l 
shares. To take over the business carried on by S. T. Boon, at 78. Hamp- 
stead Road, N.W., as the “ Magneto Repairing and Winding Co." The life 
directors are: S. T. Boon, 16, De Cham Road, St. Leonards, motor ete. 
frician; Н. €. Eade, 84, Longley Кола, Harrow-on-the-Hill, gentleman, 
Solicitor: C. R. A. Edmonds. 61 and 62, Chancery Lane, W.C. Registered 
office: 78, Hampstead Road, N.W. 


Adams Silent Burglar Alarm Co., Ltd. (181,985).—Pri- 
vate company. Registered May 24th. Capital, £4,000 in £1 shares. Te 
adopt an agreement with S. G. Adams, A. В, Adams, G. E. Appleton and 
A. Adams, for the acquisition of patent No. 33,839, of 1920, for improvements 
in burglar and like alarm systems, &c. The first directors are: S. G. Adams, 
3, Clarendon Road, Lewisham, S.E.; А. B. Adams, 3, Clarendon Roel, 
Lewisham, S.E.; W. C. Savers, 40, Clarendon Road. Lewisham, S.F; G. E. 
Appleton, 58, Leander Road, Thornton Heath; A. Adams, 22, Eastdown Park, 
lae, S.E.: F. E. Savers, 60, Clyde Road, Addiscombe, Crovdon; O. E. Н 
Birchall, 2, Belmont Grove, Lewisham, S.E. Qualification, £50. Remunerc- 
tion as fixed by the company. Registered office: 58, Leander Road, Thornter 
Heath, 


St. Helens Motor and Electrical Engineering Co.. Ltd. 
(182,032), — Private company. Registered May 25th. Capital, £600 in £1 
shares. To carry on the business indicated by the rithe. The permanent 
directors are: Н. Devanv, 75, College Street, St. Helens; E. Filmer, 18, Lor! 
Street, Southport; F. Newton, 3, Shore Drive, New Ferry. Birkenhead. Qusi- 
fication, £109. Remuneration as fixed by the company. Secretary : Е. Newtor. 
Registered office: Canal Works, Church Street, d Helens. 


Hayward Turbine Engineering Co., Ltd. (181,045).—Pri. 
vate company. Registered May 25th. Capital, 2100 in 15. shares. To carrs 
on the business of turbine, electric, gas, water, marine, motor, aviation, rai 
way, irrigation, chemical and general mechanical engineers, electrica! ard 
general enpineers, &e. The subscribere (each with five shares) are: I. В. 
Blaiberg, 1, Warwick Street, W.1, engineer; S. Miles, 28, Devonshire Road. 
Harrow, secretary. [. B. Blaiberg is permanent governing director. Quali 
cation: five shares. Secretary: S. Miles. Registered ofice: Liberty Works, 
Bollo Lane, Acton, W.3. | 


Wireless Appliances, Ltd. (181,984).—Private сотрапу. 
Registered Мау 23rd. Capital, £5,000 in 1s. shares To carry on the busin 
of electricians, manufacturers of generators, accumulators, suppliers and dis 
tributors of electricity and electrical energy for lighting, heating, telegrophic. 
telephonic and signalling communication, proprietors and managers of tele 
graph, telephone and signalling works, lines systems, stations or exchangs. 
receivers, transmitters, carriers, and distributors of news, intelligence am 
messages, бє. The provisional directors are: W. A. Hevland, c/o Стин, 
and Co., 54, Parliament Street, S. W.; W. G. Chapman, 50, Stamford Brock 
Road, W.6, builder and contractor. Remuneration as fixed by the compan 
Secretary: C. H.  Kieling. Registered office: 132 and 134, Shaftestur 
Avenue, W.1. 


Universal Postal Frankers, Ltd. (182,037).— Registered 
as a private company on May 25th with a nominal capital of £100.000 in £ 
shares. The objects are: To adopt ап agreement with the Sterling Telephone 
and Electric Co., Ltd. (vendors and = promoters), to acquire and turn t 
account certain. patents and rights, and any inventions relating to machirer: 
for franking letters, telegrams, cablegrams, marconigrams, receipts, and ‘> 
like, &c. The subscribers (each with one share) are: F. S. Gavlor, 4. O! 
Burlington Street, W., solicitor; J. Findlay, 4, Old Burlington Street, W. 
company secretary. So long as E. H. Kinnard, of 53, Sloane Gardens, SW 
or his personal representatives and the company called. the Universal Aut 
matic Postal Franking Machine Co., Ltd., and their original nominees 
their personal representatives respectively hold. at least £15,000 shares. "5 
said E. H. Kinnard тау have two nominees on the board, Me. Rin 
тау from time to time and for the purpose oí giving effect. to this рг 
appoint any person or persons approved of bv the Sterling Tek phone <r: 
Electric Co., Ltd. (such approval not to be arbitrarily or unreasonably wit 
held). Remuneration, £200 each per annum (chairman, £300), free of inin: 
tax, nnd a percentage of the profits. Solicitors: Steadman, Van Praagh г 
Gavlor, 4, Old Burlington Street, W. No notice of situation of regis! г 
office was filed with the original pay ers. 
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OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Kelvin-Hardy Electric Co., Ltd.—Particulars of 21.71 
debentures, authorised May Ist. 1922. Present issue, £1,000. charged о” 
company’s undertaking and property, present and future, including uaps* 


capital. 
Britannic Electrical Co., Ltd.—Particulars of £1.00 


second debentures, authorised April 13th, 1922. Present issue, £6500, charger 
on the company's undertakigg and property, present and future, ir ludi. 
uncalled capital. Aiso issue on May Sth, 1922, of £250 debentures, pirt vl 
a serics already registered. 


British Utilities, Ltd.—H. Morgan. of Capel House, ^. 
New Broad Street, E.C., ceased to act as receiver or manager on Мау In. 
1922. 


James Scott, Ltd.—Charve on certain freehold premise 
іп Knowley Road, Bootle, Lanes, dated) May 4th, £02, to secure ab mane: 
due or то home due. from the company to the Bank of biverpaadi ar 
Martins. 


R. J. Rodd, Ltd.-—Particulars of £4,000 debentures auth- 
riss] April 27th, T922; present issue £3,500; charged on the company '« wee 
taking and property, present and future, including uncalled capital. 


Todman Ryall & Co., Ltd.—Particulars of £1,000 delen- 
tures authorised Mav 4th, 1922, charged on the company's undertakirg >“ 
property, present and future, including uncalled capital Amount ef prar: 
issue £750. ' 


Hall Telephone Accessories, Ltd.—Charge on the com 
panv's uncalled capital dated May 4th, to secure sums under an agreeme™! 


dated March 9th, 1922, not exceeding £400. Holder: F. W. Hall, Que: 
Anne's Chumbers, Westminster. 
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CITY NOTES. 


Mr. С. S. B. Hilton presided at the 
annual meeting on May 25th. Не stated 
that the increase in net receipts had been 
neutralised by the increase in taxation and 
interest on loans. The Shropshire, Wor- 
cestershire, and Staffordshire E.P. Co. had 
suffered from the trade depression, and had been unable to 
pay an ordinary dividend, but the speaker hoped that future 
results from their investment in that companv would be more 
catisfactory. The depression had also affected the Dudley and 
Wolverhampton companies. but the Birmingham and Mid- 
land Motor Omnibus Co.'s business had improved. enabling it 
to pav a bonus. Negotiations with the local authorities con- 
cerned, regarding the co-ordination of the tenure of the tram- 
wavs, had proved successful. and an agreed Pill was now 
before Parliament which would have the effect of postponiag 
purchase rights. 


Birmingham 
District Power 
and Traction 
Co., Ltd. 


The net revenue for the vear 1921 was 
Oriental £40,998. nlus £10.492 brought forward from 
Telephone and 1920. After paying the preference divi- 
Electric Co., Ltd. dend, and 10 per cent. and a bonus of 2 
per cent. (both free of tex) on the ordinary 
ehares, £10.000 is put to depreciation and general reserve, 
00 (Їй) to staff pension fund, and £9,992 is to be carried for- 
ward. 

The brsiness at all the branches of the Oriental eamnanvyv. 
viz., Madras, Rangoon, Moulmein, Sincanore, and Mavritiur. 
and of the Associated companies, continues to expand, ahd 
haws increased revenues for the past vear. Owing to the 
fall in the runee exchange. however. the net revenv^ from 
the branches does not stand at so high a figere пе in the pre- 
vims vear. hot compares favourably with that for the vear 
1919. in which no abnorma! movement of exchange rates 
ocenrred. At moat centres there are many new annlicanta 
waiting for the telephone service, ard every effort is beins 
made to give facilities to intending subscribers at the earliest 
masihle moment. To meet the renewed demand for expen- 
diture on capital account, unavoidably deferred in conse- 
quence of the war, the comnanv’s holding of Government 
securities. which was accumulated te nrovide for such contin- 
gency hae been realised for £136 702. showing a survlus of 
over £5.000. The Government of Tndia has now definitely 
decided not to purchase the nundertakines of the company and 
ita subsidiaries in India in 1993. As the resvlt of prolonged 
negotiationa which have recentlv been concluded in India hv 
Mr. G. Parker Ness, the vice-chairman of this companv. in 
conjunction with the local comnanies, the Government has 
now decided to grant securitv of tenure to the comnanies 
until Marcb. 1943, and supplemental agreements modifving 
the present licences in this end other resnects have been. or 
will shortly be. signed. Tn view of this decision. the directors 
have thoucht it desirable to ask the company’s consultin? 
engineer. Mr. W. W. Cook. to visit India, and make rersonal 
investigation into the conditions obtaining there and the nro- 
hable requirements for the future, proceeding thence to Sin- 
gapore and Hong-Kon« for the same purnose. Mr. Cook is at 
preent engaged on this task, which cannot fail to prove of 
great advantage to the development of the comvanies' busi- 
nes, At December 31st, 1991. the Oriental Telephone and 
Electric Co., Ltd.. had a total of 10.071 stations in operation, 
an increase of 1.054 during the vear. The Indian local com- 
nanies have declared the following dividends for the vear 
]09?91—viz.. the Bombav Telenhone Co.. Ltd.. 14 per rent., 
end the Bengal Telephone Co.. T.td., 10 per cent. These 
dividends have heen included in the revenne account. The 
accounts of the Bombay Telephone Co.. T.td.. have not vet 
heen received. but that company had, on December 31st last. 
9885 exchange and private lines in aneration, being a net 
addition of 176 during the year. The directors of the Benral 
Telephone Co., Ltd.. report that the demand for new tele- 
phone services continues to increase and that the prospects 
for the future are excellent. At December 31st. 1921, that 
company had 8,272 stations in operation, being a net addition 
of 1434 during the year. The net revenue of the China and 
Japan Telephone and Electric Co., T/td., shows a substantial 
increase over the previous vear., and a dividend of 10 per 
cenk., free of income tax, for the vear has been declared, as 
well as a bonus of 10 per cent., also free of income tax, in 
view of the paesing of the dividend by that comnany last vear. 
At December 31st, 1921, that company had 6.785 stations in 
oneration. an increase of 673 during the year. The liquidation 
of the Telephone Co. of Egypt, T.td., has now been completed. 

The annual general meeting was beld on 

Johnson and Thursday last week ot Winchester House, 

Phillips, Ltd. Е.С. Mr. W. C. Johnsen. who presided, 

; said that the item of £350 000 eicht per 
cent. first mortgage debenture stock on the debit side was 
stock which was authorised at the extraordinary general 
meeting last year. ‘The issue was necessary principally to 
raise sufficient funds to enable them to nay off advances from 
their bankers, and also to provide further working canital, 
which was urgently wanted at that time owing to the large 
amount of orders іп hand. It was necessary to pay off the 
existing five per cent. first and second debentures, as it 


would have been quite impossible to make a substantial de- 
benture issue at that time as a third charge. Those two 
items, first and second debentures, appearing on last year's 
balance sheet, therefore disappeared altogether from this 
year's accounts. The reserve re debenture sinking fund and 
the debenture redemption suspense account, amounting to 
£104,752, which had been reserved out of the profits of past 
years, had been absorbed in the first place by writing off the 
whole of the expenses incidental to the new issue of eight per 
cent. debentures; and secondly, by increasing the general 
reserve account to the round figure of £100,000. The balance 


‘had been transferred to an account for reserve for contin- 


gencies. Sundry creditors and bills amounted to £132,659. 
That included the reserve for contingencies just mentioned, 
and compared with £460,345 last year. That substantial 
reduction, which would be even greater but for the inclusion 
of the reserve, was largely accounted for by the use of the 
proceeds of the new issue of debentures. Since the close of 
the year the sundry creditors’ item had been further reduced 
by from £50,000 to £60,000. Turning to the credit side of 
the balance sheet, freehold property, &c., £313,962, remained 
practically the same. £12,121 had been spent on additions; 
on the other hand, £12,000 had been written off for deprecia- 
tion. Sundry debtors and bills, £260,627, was some £80,000 
less than last year. The difference was accounted for by the 
sudden falling off in business, which set in about June last 
vear. Stock-in-trade stood at £369,157, as compared with 
£563,356 last vear, which meant a reduction of nearly 
£200,000 on that very important item. That was due chiefly 
to the writing down of values, and reduction of stocks, and 
to a falling off in the value of orders received. Investments 
and eash together amounted to £103,209. as against £34,203 
last vear, an increase of £69,000 odd. That was further evi- 
dence of the improved financial position of the company. 
Turning to the profit and loss account, the profit for the year . 
(including claim for repayment of Excess Profits Duty. 
amounting to £27,000), after making provision for bad and 
doubtful debts, and after charging to revenue upwards of 
£16.000 for maintenance of buildings, plant. &c., amounted 


— to £42,737. as compared with £98,405 for the previous year. 


Although that showed a considerable reduction in profits, it 
was satisfactory to be able to say with confidence that the 
profit on the year's working would have compared quite 
favourably with that of the previous year had it not been 
for the heavv fall in the prices of raw materials and stocka, 
which necessitated the writing down of values to current mar- 
ket prices. The vear under review, which looked so promising 
when they last met, soon afterwards became very seriously 
hampered by the coal strike. The works practically came to 
a standstill for a time for want of coal. In the meantime 
some important orders were unfortunately cancelled, with 
the result that raw materials were left on their hands. Not 
only were their own works affected, but many firms with 
whom thev did a large business were also compelled to shut 
down. The reduction in profits would not, however, have 
prevented the payment of a dividend, as they had an abund- 
ance of funds accumulated from undivided profits, which 
would have justified the payment of a dividend. Having re- 
gard to the prospective outlook and the present etate of 
trade caused by the engineers’ lock-out, and the consequent 
falling off of business, the anticipated recovery in trade was 
thus being indefinitely deferred. The lock-out had lasted 
now just over eleven weeks, with the result that the greater 
nart of the works had heen closed down during that period. 
In view of those facts, the directors regretted that they could 
not recommend the payment of a dividend on this occasion, but 
felt they must adopt the safer policy of conserving the 
financial resources of the company. He would like to meh- 
tion that although a great number of their employés had 
been locked out. in common with those of other federated 
firms in the engineering trades, their men had not given the 
slightest trouble or anxiety to the management by picketing 
or interfering with the few non-union men and apprentices 
who remained in the works. Indeed, they had been helpful 
and sympathetic in settling one of two minor incidents. That 
feeling of good fellowship still prevailed between the work- 
people and the management, and would have a beneficial 
effect on the results when a new start was made in the works. 
With regard to the future, he was afraid the outlook did not 
look too bright at the moment. There had been а consider- 
able decline in the value of orders booked during the past 
few months, and sneh orders as had been obtained were 
secured in face of very keen competition. That was another 
factor which the directors had to take into consideration 
when deciding rather to conserve the cash resources of the 
eompanv. : 

Mr. J. Macarecor (managing director), in seconding the 
motion, referred to the prospects of the business. The strike 
outlook was rather black at present, but. they were hoping 
that a way out of the difficulty would soon be found and 
work resuned. There was no doubt that a large amount of 
work had to be done: take. for instance. the electrification 
schemes prepared by the home and colonial railways, most of 
which were ready to go ahead immediately financial arrange- 
ments had been made. There was the Government Electricity 
Bill for bulk supplies, which was now before Parlia- 
ment. which, when passed. would mean the erection and in- 
stallation of huge central stations; there were also the many 
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municipal and other extensions, which should bring a large 
amount of work to the industry, and incidentally to them. 
There was likewise the proposed extension of the telephone 
service by the General Post Oflice, which would mean new 
cables, of which they hoped to get a share. There were many 
other sources of- business open to them, but they must have 
labour peace if they were to carry on successfully, and he 
had great hopes that that would speedily be brought about. 
There was no doubt that electrical engineering wou!d be one 
of the very first industries to feel the effects of a trade 
revival, since it was to their industry that all others were 
now looking for assistance in the reduction of cost of produc- 
tion. That was proved by the remarkable interest which was 
being taken by the publie general'y in electrical issues of all 
kinds. It was also proved in a more particular manner, so 
far as they were concerned, by the fact that the number and 
scope of the enquiries being received for their products was 
greater at the present moment than at any period in their 
historv. With their factories equipped as they now were, 
and the cash resources at their disposal. they felt quite con- 
fident in being able to undertake a full share of any work 
that might be offered, and also to meet any kind of compe- 
tition in attaining that end. 
After some discussion, the report was adopted. 


The annual meeting was held in London 

Vera Cruz оп May 21th. Mr. Vincent W. Yorke, who 
Electric Light, presided. said that, owing to the sanction- 
Power and ing of increased fares on the tramways, and 
Traction, Ltd. the revival of trade in Vera Cruz, the 
revenue had shown a large increase. The 

rate of exchange between London and New York during the 
past three years had resulted in a profit in respect of money 
remitted to London—in 1921 this profit was about £13,000. 
This accounted for the bonus payment. Owing to the gradual 
return of the exchange to normal, it might not be possible 
to pay this bonus in future vears. Additional cars had been 
ordered to meet the increased traffic demands. The supply 
of energy from the Puebla Tramway, Light and Power Co. 
had continued satisfactorilv. In conclusion, Mr. Yorke said 
that political conditions in Mexico had not changed appreciably 
for the better. 
The annual general meeting was held 


Callender's On Mav 95th, Sir Fortescue Flannery, 
Cable and Bart., M.P., in the chair. In moving the 
Construction adoption of the report. the chairman said 
Co., Ltd. that throughout the whole period covered 


by the accounts. admittedly the trade of 
the country had been declining. It was, therefore, remark- 
able evidence of the wisdom and foresight of the management 
of the company that its business had been of such a charac- 
ter as not only to escape the decline in profit, but actually to 
improve upon the results of the previous year. It must also 
he remembered that not only had the effects of the general 
decline in trade to be avoided, but there had been other 
and equally serious hindrances to profitable manufacturing. 
They were compelled to close the works owing to the stop- 
page in the coal trade for more than two months, and, natur- 
alv, that interfered severely with their prospects. Advan- 
tage was, however, taken of the interruption in their manu- 
facture to review the organisation in detail, and to insti- 
tute reforms which the management considered would lead 
to permanent and substantial economies. both in administra- 
tion and manufacturing. The effects of those changes had 
heen felt chiefly during the latter half of the vear; neverthe- 
less, the consequences were obvious, and had found expres- 
sion in their financial results. From the profit and loss ac- 
count it wou!d be seen that the net result of the trading 
(after deducting the standing charges) was £217,012. or ap- 
proximately £35,000 more than at the end of 1920. The 
balance sheet figures showed a remarkable difference be- 
tween the two vears. The stock. raw material, and manu- 
factured goods, were stated at £233,233, at the end of 1921; 
that was approximately £500,000 less than twelve months 
before. They had. therefore, been able to liquidate their 
stacks and write the residuum down to present low values 
without their margin of profit suffering. On the other hand, 
the expenditure on uncompleted contracts was £331,800 as 
against £191.827, or an increase of about £140.000. This 


meant that they had more contracting business in progress 


than at the end of 1920. That showed a healthier condition of 
things. and proved that the company had been singularly 
successful during a most troublesome vear. Sundrv debtors 
were abont £200.000 less than last vear, but, on the other 
hand, sundrv creditors and bills pavable were about 0450.000 
less. In addition thev had paid off loans of £221,000 during 
the same period. Proceeding to refer to the general cir- 
cumstances affecting the company’s business at the present 
time, Sir Fortescue said that they traded practically all over 
the world. and the comnany’s area of operations was like 
the Pritish Emnire, a domain проп which the sun never 
set. So far as their work in India was concerned, the busi- 
ness, in spite of grave unrest there, had been carried out 
euccessfully, thongh often under great difficulty. Business 
from Australia and South Africa had, at times, been much 
restricted. Tn. South America there had heen more advance, 
but much yet had to be done, In their Continental business, 


their most serious diminution of trade had occurred. It was 
perfectly unnecessary for him to repeat to them the reasons 
why that was во. They had been stated ad nauseam by the 
chairmen of other manufacturing companies speaking to 
their shareho!ders, and had never seriously been disputed, 
viz., the advantage which their principal Continental com- 
petitors possessed by a depreciated exchange and willing 
workers in their shops at lower wages than in England. The 
gradual improvement in the growth of international com. 
merce, provided that deliberate means were not adopted to 
prevent it, would, to some extent, improve the rates of ex- 
change, but the far more important disadvantage which this 
country unfortunately had felt the effect of during the last 
two or three years, i.e., the unwillingness of the worker, 
had yet to be met and overcome. It was much to be regret 
ted that at & time when every effort should be made by 
masters and men to build up again the engineering industry 
and their connections overseas, that industry should be brought 
to a standstill and an excellent opportunity given to foreign 
competitors to obtain large orders. He sincere.y hoped that 
those unhappy disputes would soon be ended, and that masters 
ue men would once again pull together for the common 
good. 

The accounts for the year that had expired had shown 
results achieved in the teeth of grave difficulties, but those 
profitable results had been helped by contracts for work, and 
materials entered into, before the year in question began. 
The business they were carrying through at the present time 
was substantial, but he thought it only right to sav that it 
was by no means so substantial as it was at that time last 
vear. He believed that, with the economies of administra- 
tion and working, this year showed a reasonable prospect of 
а successful result, though that must largely depend upon 
developments during the next few months. There was no 
doubt that the company was feeling, as other companies had 
felt, the effects of the remarkab'e decline in exports. The 
sooner an effective international agreement was reached and 
industrial peace in this country was also secured, the sooner 
the company, and others like it, would be able to get w 
work without let or hindrance, and in such event, he had no 
doubt, that the reports he might have to submit in the future 
would be as good as that he had to move for their accept- 
ance that day. 

Sir Т. О. CALLENDER, J.P., managing director, seconded the 
resolution and said it had been an exceedingly difficult vear 
for the management and its assistants. The coal trade stop- 
page had, undoubtedly, a bad affect on the business at the 
time, but, on the whole, it tended to the company's advan- 
tage, because it gave it the opportunity of reorganising 
the factories, reinstating machinery which had been dis 
placed during the war, and, generally speaking, of turning 
the old administration which had grown up under the Govern 
ment’s direction, into a thoroughly commercial management. 
Tt was not only the alteration which took place in plant and 
machinery that was noticeable, but when they were able to 
resume, after nearly 10 weeks’ stoppage, it was found that 
the men had thrown off many of the pernicious doctrines 
which had formerly upset production. and that the ‘Ca’ 
Canny " policy. was conspicuous by its absence. He was glad 
to say that that state of affairs had continued in the com- . 
pany's works. The re-organisation which had been effected 
would, he hoped, be permanent, and thus enable them, suc- 
cessfully, to meet competition when it came. There was no 
factory in this country, and certainly no factory abroad, 
which was better equipped with plant and machinery, which 
was better managed, or had more satisfactory processes tha2 
theirs. They were al disappointed that more business hid 
not been done this year. They expected the large stations. 
of which they had heard so much, to materialise and bring 
grist to the company's mill in the shape of large orders for 
e.h.p. mains, but they had not done so, and, with the 
exception of Manchester, comparatively little of the new 
development was actually taking place. The order which 
they had received from the City of Manchester was th 
largest of its kind in the cable industry, which had beez 
placed in this or any other country. It was being success 
fully carried out and would provide employment for а reason 
able period during the current year. Other important соц: 
tracts in various parts of the country had been placed with 
the company, but the wide-spread linking-up. the construc- 
tion of huge stations, and the general great development of 
electricity was still on the knees of the gods, although he һе 
lieved it was very near at hand. From his intimate knew- 
ledge of what was being done by the power companies and 
by various municipal authorities in the way of the distribu- 
tion of electricity, he looked forward with great confidence to 
excellent business in the near future. Whether that neat 
future was three or four months or two vears hence, it was 
impossib'e to say. He was, however, quite sure that at no 
very distant date the long expected development of wide 
spread electrical supply would become an accomplished fact. 


© From the position in which the company was situated, both 


with its factorv and its staff, he was quite sure that none 
would secure a better and fairer share of that large work thin 
their company. The company had carried out some most m- 
teresting work abroad in various parts of the world. 

the Continent they were faced with exchange difficulties and 
labour conditions, Business in India had been very ste 
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factory during the past year. Government orders had been 
quite insignificant, but the orders for commercial under- 
takings had been good and large. The company had done 
a considerable amount of work in the neighbourhood of 
Bombay. The Board believed that, in spite of the revolu- 
tion, a very large business was to be done in China. The 
company had sent a representative there to open up the 
country and sce what could be dune. In South America they 
were moving in several directions. "Their Chilian business, 
as it had done for some years past, remained good. South 
Africa had passed through troubles. In Austrulia he noticed 
with great pleasure the renewed placing of orders. Looking at 
the trade of this country, he thought there was a distinct 
improvement. The ordinary business of electricity supply, 
which sulfered until recently. a grave diminution was once 
again on the upward road, but it was a slow and a long 
road that they had to travel. Just recently the whole senti- 
ment of trade had changed for the better. Those concerned 
in the supply of electric power had noticed an increased 
demand. The country was getting rid of the lethargy which 
had overwhelmed it and was making a start again, they 
hoped, on the road to real trade prosperity. He did no$ 
think that they were going to step straight into the good 
old times again, but he felt sure that the company was never 
in a better position than it was at the present time, to take 
advantage of a good demand when it arrived. The company 
was hacked by a very large staff of highly trained engineers, 
electricians, and business men, scattered all over the world, 
and the board wished to thank them for the excel'ent re- 
sults obtained. The report was adopted. 
The twenty-seventh ordinary. general 
British Thomson: meeting was held on Tuesday, Mr. Н. С. 
Houston Co.,Ltd. Levis (chairman and managing director) 
presiding. In proposing the adoption of 
the report, the chairman said he thought it would be con- 
sidered very satisfactory. Last year he gave a brief synopsis 
of the company's growth, and said that from about 1912 
there was a marked improvement in the electrical business 1n 
this country, aud that the improvement had been steadily 
maintained up to nearly the end of the year then under 
review. He then mentioned the fact that, although a re- 
action had begun, the year, as a whole, was a record one. 
The volume of unfilled orders on hand at the end of that 
year was such that, notwithstanding the fact that during 
121 the orders received were less in volume than for khe 
vear 1920, the output for 1921—that is to say, the amount 
billed to custoruers— was the greatest in the history of the 
company. This large output was responsible for the satisfac- 
tory results appearing in the present balance sheet. Not- 
withstanding the general depression throughout the country, 
the volume of orders received by the company this year to 
date was over 37 per cent. in excess of the orders received 
for the corresponding period of 1921. Тһе company now 
had on hand orders to the value of over £2,250,000. The 
volume of inquiries was very large, and while the proportion 
which had resulted in orders was not as great as in 1920, 
nevertheless there was still a great demand for electrical 
machinery, which must be satisfied sooner or later, and from 
which they confidently expected to get their fair share of 
business. In the latter part of the year under review it was 
deemed wise to make provision to liquidate the floating debt 
of the company. An issue of £3,000,000 debenture stock was 
authorised, and £1,500,000 par value was issued on satisfac- 
tory terms. ‘The issue was largely over-subscribed, and this 
stock stood at a substantial premium to-day. During the 
vear the expenditure on factories was over £450,000, all of 
which was in connection with works started or authorised 
prior to the year under review, and was principally in con- 
nection with the new Birmingham factory, the new glass 
works which they were erecting at Chesterfield:in connec: 
tion with their electric lamp business, and extension of the 
Rugby plant, all of which would Бе completed during the 
current year. The total cost of property, buildings, and 
plant to the end of December last was £2,070,000. From this 
cost there had been written off vear by vear sums aggregating 
£103,236, or over 29 per cent. of the total cost, and of the net 
book value remaining nearly half represented expenditure at 
pre-war costs. It must also be remembered that the present 
net value included the large factory premises at Birmingham, 
which were only put into operation during the year 1121. and 
the works at Chesterfield, which was not yet completed. 
From this it would be seen how very substantial the total 
depreciation had been. "The buildings and equipment had all 
been maintained in first-class condition. ‘The heading 
'" good will, patents and licences " in the balance sheet was 
a misnomer. as the item consisted in reality of sums paid 
for patents and licences, the actual value of which was much 
greater than the figure appearing in the balance sheet. No 
amount was included for goodwill. In addition there were 
a great many patents which had come to them automatically 
from the General Electric Co. and the International General 
Electric Co., both of New York, under their contracts with 
those companies, and without capital expenditure. In this 
connection 16 was of particular interest to note that in the 
latter part of 1921 one of their most important patents cover- 


ing the manufacture of the gasfil'ed type of incandescent | 


lamp was sustained by the House of Lords, and since 


January Ist of this year another important lamp patent, 

covering the so-called "' leading-in wire," had been sustained, 

and from this decision there had been no appeal. The eflect 

of those two decisions, of course, had been beneficial to the 

company and its licensees in this country. The item “аррага- 

tus, supplies, &c.," wus carried on the balance sheet at 
£1,715,793. The portion covered by stock-in-trade had been 

written down to replacement value during the year. The 

balance of this item consisted of work in progress, which was 

covered by firm contracts. Turning to the profit and loss 

statement, the profit for the year, after deducting all ex- 

penses and charges other than interest on debentures and 

loans, was £509,258, an Increase of nearly £40,000 over the 

protit for 1920. To this there was added the amount brought 

forward from the previous vear, £225,891, making the total 

amount to be dealt with £735.150. From this was deducted 
£119,446 for interest on debentures and loans, about £60,000 
less than for 1920, due to the re-arrangement of the company's 
finances. The plant account had been depreciated by £60,000, 
and there was a reserve of £100,000 for contingencies, which 
they believed was ample for all requirements. ‘This left a 
balance to be carried to the balance sheet of £455,703. Out 
of this it was proposed to pay dividends on the preference 
shares at the rate of 7 per cent. per annuin, free of income 
tax, which absorbed £105,000, and 6 per cent. on the ordinary 
shares, likewise free of income tax, which absorbed £120,000, 
leaving to be carried to the next balance sheet £280,703. 

In conclusion, Mr, Levis said he hesitated to touch on the 
question of industrial disputes; much had appeared in. the 
Press, and it was to be hoped that all of those matters would 
be amicably adjusted in the near future. lle was glad in 
this connection to be able to state that the personal relations 


between their own employés and the management were 
satisfactory. The report was adopted. 

The net profits for the vear ended March 

Electric Bist, 1022, after providing £6,131 for 

Construction debenture interest and £10,000 for depre- 

__ Co., Ltd. ciation, is £82,685, plus £53,498 brought 


forward. Less provisicn for excess protits 
duty for year 1921 (final period) £30,000, leaving £106,182. 
Deduct interim dividends paid November, 1921, viz. :—7 per 
cent. per annum on the preference shares £2,107; 6 per cent. 
per annum on the ordinary shares £9,000, both less income 
tux; leaving a balance of £94,955. The directors recommend 
a final dividend at the rate of 7 per cent. per annum on the 
preference shares, £2,197; a final dividend at the rate of 9 per 
cent. per annum on the ordinary shares (inaking a dividend 
of 74 per cent, for the vear), £13,500; a bonus of 24 per cent. 
on the ordinary shares, £7,500 (all under deduction of income 
tax); transferring to general reserve fund (whieh will then 
amount to £140,000), £19,715; and to dividend equalisation 
fund, £30,000; leaving to be carried forward, £22,074. The 
report savs:— The ditheulty in obtaining orders referred to 
in the last report became more pronounced during the year 
under review, and the work in progress on March 31st last was 
considerably reduced. The number of inquiries for electrical 
plant. however, has shown no diminution, from which it 
might be inferred that with settled political and industrial 
conditions the electrical industry would quickly recover.” 
Meeting : June 15th. 

The annual general meeting was held 
at Winchester House, E.C., on Tuesday. 
Mr. G. Mure Ritchie, who presided, first 
dealt in some detail with the items in the 
He said that last year he anticipated 
be a better year than 1920, and an- 
ticipated no difficulty in maintaining. in respect of 1021 
the 10 per cent. free of tax ordinary dividend. The 
anticipation regarding the oPdinary dividend had been realised, 
notwithstanding that increasing their reserves and the 
disbursements on their now larger preference and ordinary 
share capital absorbed for 1921 £165,000, against £101,812 in 
1920. Their anticipations in respect to the volume of busi- 
ness and gross profits for 1921 were, however, not realised, 
owing to the general decline in industry, which was acutely 
aggravated by the great coal strike. The wave of depression 
caused their order book to shrink severely, particularly dur- 
ing the second half of last усаг; nevertheless, as the 1921 
results were not subject to Excess Profits. Tax, they were 
able, after making appropriations referred to in the balance 
sheet, to carrv forward to 1922 a larger amount than was 
carried forward from 1920 after eliminating the Excess Profits 
Duty of that year. The turnover in 1921, although less than 
in 1920, exceeded £3,000,000 sterling, and the average profit 
on the turnover was under 7 per cent. They aimed at not 
making a big percentage of profit from their customers, but 
to satisfy them with manufactures of the highest quality 
combined with low prices. As soon as was necessary they 
hoped to have in substitution for the Faraday another cable- 
laying and cable-repairing steamer of modern type and ade- 
quate dimensions, but which could be employed. at lower 
running charges than was possible with so old a steamer as’ 
the Faraday, however suitable in other respects she may have 
been for the work. The demand for telephonic apparatus in 
automatic exchanges increased substantially during 1921, and, 
in addition to British orders, included three exchanges for . 
public services in Canada. They also secured, against strong 


Siemens Bros. 
and Co., Ltd. 


balance sheet. 
that 1921. would 
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` competition from the United States, a large contract for a 
6,000-line automatic exchange for Winnipeg, but this order 
was secured in 1922. In 1921 they contributed substantially 
towards the progress of submarine telephony by designing 
and manufacturing cable of the  continuously-loaded type; 
their manufacture of ebonite fully maintaimed its high 
standard of excellence, while the Stannos system of hotse 
wiring continued to make satisfactory headway. 


Their relations with their emp;oyés continued in a most - 


friendly manner, notwithstanding that a comparatively 
small section of their workers connected with one of the 
engineering unions ceused work some time ago, no doubt cut 
of loyalty to their leaders, whose policy was controlled iy a 
small number of extremists. He hoped, however, that when 
they returned to work on the reasonable terms which trat 
company had always affordea, they would realise that 11.еғе 
recurring strikes rendered benefits neither to themselves Lor 
to their employers, and therefore retarded or prevented the 
creation of that stream of wealth from which alone both 
employers and employed could receive adequate sustenance. 
He was glad to say that, compared with the later months of 
1921, their orders during the earlier months of 1922 had, on 
the whole, increased. "They were, therefore. hopeful that as 
far as the volume of work was concerned they were past the 
worst. Indeed, taking a long view, he thought that in their 
particular line of industry the prospects were good, since, 
with the demands in view of railway electrification, better 
telephonic communication, and new submarine telegraph 
cables in all directions, they hoped to receive a fair share 
of orders. Recovery seemed certain, though whether 
sooner or later it was impossible to say. Undoubted:y, were 
the present trouble over in the engineering trade, orders im 
larger volume were certain to be placed in their own as im 
most other trades. 

During recent years they had spent ‘arge sums in modern- 
ising and expanding their works and plant, and it con- 
tinued to be their policy to further expand and equip from 
time to time as and when prospects of trade warranted, as the 


directors fully realised that if they were to maintain a fore- ` 


most position they must keep their works in the hignest 
state of efficiency with the best and most modern nt, «id 
not less with the best brains to carry on their operations. 
Meantime, apart from and in addition to the constant en- 
deavour to bring their direct costs of production down to 
and keep them at the lowest point consistent with efficiency 
and good work, they were carefully scrutinising their indirect 
and more general expenditure in the endeavour to bring it 
into line with the fall in prices and turnover, in which direc- 
tions they hoped to carry with them the lovalty and goodwill 
of their staff, who would recognise that, to a great extent, their 
own future was involved in the continued financial soundness 
and prosperity of the company. In conclusion the chairman 
mentioned that, omitting submarine cables, which might be 
laid anywhere—though, fortunately, the chief cable com- 
panies had their headquarters in England--their products 
were delivered in 1921 to British concerns, 72 per cent., as 
against 67 per cent. in 1920; to our oversea Dominions 17 per 
cent. in 1921, as against 90 per cent. in 1920; and to foreign 
countries 11 per cent. in 1921, as against 13 per cent. in 19920. 

The Lord Queenborough seconded the adoption of the re- 
port and accounts, which were approved. 

The meeting confirmed the appointment of Sir Walter 
Roper Lawrence, Bt., as a director of the company; and the 
retiring directors, Mr. G. Mure Ritchie and Lieut.-Gen. Sir 
Hubert de la Poer Gough, were re-elected. Confirmation 
was also given to the payment of additional remuneration of 
the directors by way of fees fixed bv the board for acting as 
directors of Siemens Bros. Dynamo Works, Ltd., and other 
subsidiary companies of the company. 


Mr. R. J. Howley, C.B.E., presiding at 
Potteries annual meeting on May 24th, said that 
Electric Traction owing to the coal dispute, trade depression, 
Co., Ltd. &c., the vear's results had been disap- 
pointing. The increase in revenue had 
not been so great as the increase in working expenses. The 
amount paid in rates was £13,348, comparing with £6,026 in 
1914. Since the summer of last year working expenses had 
steadily decreased, but wages were still very high, absorbing 
52.8 per cent. of the revenue. Rates and taxes accounted 
for 6.2 per cent.; dividends, &c., 7.8 per cent.; and 5.3 per 
cent. was set aside for renewals and reserves. The compe- 
tition of "buses and charabanes was very keen. The system 
of licensing these vehicles without restriction was unfair, 
because the company, in addition to large payments of rates, 
also paid rent to the Corporation. The Corporation had re- 
fused to agree to the deferment of its right to purchase the 
undertaking. The report was adopted: 


Mr. J. W. Hill, J.P., presiding at the 
general meeting, moved the adoption of 
the report, which showed £1,335 avail- 
able, but of which a dividend was recom- 
mended on the preference shares of 5 per 
cent. for the half-year, leaving the cumulative preference 
dividend six years in arrears, with £864 to be carried for- 
ward. Jt was explained that of the sum agreed to bv the 
British Government in payment of claims by Trish railways, 


Dublin and 
Lucan Electric 
Railway Co. 


the compdny had received on account £2,798. Receipts being 


considerably lower than in 1920, it was only by transferring 
an amount from the sum referred to that they were able w 
pay the dividend. In 1913 their wages were £2,319, or 81.31 
per cent. of the gross receipts from tratiic; in 1921 they were 
45,693, or 71.15 per cent. Mr. Hill said he was hopeful that a 
satisfactory solution of present ditticulties woula be found 
by the Railway Commission, which had been appointed by 
the Free State Provisional Government, and which was now 
mquiring into the general conditions in respect of all the Irish 
nes. 


The Compagnie Générale des Cablea de 
' Lyon reports net profits of 542,000 fr. for 

1921, as compared with 804,000 fr. in the 

preceding year. It is proposed to pay a 
dividend at the rate of 10 per cent., being the same rate аз 
in 1920. i 

The Société des Forges et Atelicrs de Constructions, of 
Jeumont, after placing 3,000,000 fr. to the depreciation fund, 
reports net profits of 11,000,000 fr. for 1921, permitting of the 
distribution of a dividend at the rate of 10 per cent., or 25 fr. 
per share. 

The Compagnie d'Electro-Mécanique reports gross profits 
of 12,023,000 fr. for 1321, as compared with 9,071,000 fr. in the 
preceding year. Including the balance forward, the net 
profits amount to 5,482,000 fr., as against 3,528,000 fr. in 
1930, and the dividend remains at 40 fr. per share, as in the 
previous year. 

The accounts of the Compagnie Générale de Télégraphie 
Sans Fil show an increase in the gross profits from 
4,017,000 fr. in 1920 to 6,637,000 fr. last year, the net profits 
being 2,526,000 fr. and 4.967,000 fr. in the two years respec- 
tively. The dividend, which was at the rate of 40 fr. per 
share for 1920, 1s maintained at this rate for the past year. 

The Compagnie Thomson-Houston reports that the gross 


French 
Companies. 


‘profits increased from 83,850,000 fr. in 1920 to 35,435,000 ir. 


last vear. After defraving general expenses and other charges 
and setting aside 3,512,000 fr. for depreciation, the net profits 
and balance forward amount to 20,620,000 fr. It is proposd 
to pay a dividend at the rate of 45 fr. per share, as in 19A. 


The gross receipts for the year ended 
December, 1921, were:—Tramway under- 
taking, £16,381; electricity supply under- 
taking, £51,840. The revenue from the 
electricity supply undertaking represents 
an increase of approximately 29} per cent. 
over the figures for the previous year. The revenue from the 
tramway undertaking represents a decrease of approximately 
14 per cent. due to a strike of the company’s employés and to 
political unrest. The electricity supply undertaking was not 
so seriously affected by labour and other troubles. The com- 
bined undertakings show a net revenue of £22,669, as com- 
pared with £22,266 in 1920, which, in view of the high сс 
prevailing. is satisfactory. In place of the substantial profit 
on exchange earned during 1920, there was a small loss under 
that head during the vear under review. The profit for the 
vear, after charging general expenditure in London and Delhi 
and debenture interest, amounted to” £18,253, plus ЖУ} 
brought forward. There has been put to depreciation of plant 
and equipment £6,000, to renewals reserve account £1,500, to 
reserve for British and Indian taxation £1,000, and it is pre 
posed to pay the following dividends (less income tax): 8 per 
cent. per annum upon the preferred and participating shares, 
requiring £5,000; ls. 64d. per share upon the ordinary shares. 
requiring £2,205; leaving to be carried forward £530. The 
expenditure on maintenance during the year (with the excep- 
tion of special renewals, amounting to £2,578) has been 
charged to revenue. Additions to plant made during the year 
amounted to £1,869. The amount provided out of the profits 
of the year to meet depreciation of plant and equipment 13 
£6,000, making the total amount to date £44,000. 


The Berlin Elevated and Underground 
Electric Railway Co., which has just cele- 
brated the 25th vear of its existence, reports 
net profits of 4,660,000 marks for 1921. or 
Slightly more than the profits of 4,500,000 marks in the pre- 
ceding year. The ordinary share capital of 60,000,000 marks 
will receive a rate of 54 per cent., as in 1990. 

The German South American Telegraph Co., of Cologne. 
has now issued a report and accounts for three years. The 
report states that out of a total pre-war length of 7,355 nauts 
of cable, 1,062 nauts remain in the possession of the com- 
pany. Ав to the question of compensation from the German 
Government, the directors state that they have the certainty 
of receiving in paper marks a sum in excess of the book value 
of the cables. The year 1918-19 closed with a loss of 615.000 
marks, which was due to losses on exchange. In 1920 this 
loss was extinguished and a profit of 401,000 marks realised 
and carried forward; and in 1921 the net profits were 
767,000 marks, permitting of the payment of a dividend at 
the rate of 5 per cent. The balance sheet for the end af 
1921 shows 4.070.000 marks set aside for the renewal of cables. 
5,190.000 marks for maintenance of cables, 2,710,000 marks 
for the redemption of the cable network, and 2,210,000 marks 
for the restoration of cables damaged during the war. 

The Electrochemical Works Co., of Berlin, which now 
belongs to the Aniline Dye Trust, reports net profits of 
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4,243,000 marks for 1921, as compared with 1,940,000 marks. 
The dividend is at the rate of 20 per cent., or 5 per cent. 
more than in 1920. | 

The Deutsche Cable Works Co., of Lichtenberg, Berlin, 
reports net profits of 6,190,000 marks for 1921, as compared 
with 3,170,000 marks in the preceding year. The directors 
recommend a dividend at the rate of JU per cent., as against 
17 per cent. in 1920, and an increase in the share capital 
from 40 to 80 millions of marks. 

[he report of the Accumulator Works Co., of Berlin and 
Hagen, states that working was prejudiced in 1921 through 
strikes. A great loss was incurred owing to the shortage of 
railway wagons, which rendered it impossible to utilise cargo 
space Which had been engaged for transmariye exports. The 
increase in the sale prices of accumulators caused customers 
to be still more reserved than in the preceding year, while 
the turnover in accumulators, reckoned according to the 
weight of lead, was only inconsiderably greater than the 
"low record figures " for 1920. After writing off 2,712,000 
marks for depreciation, as compared with 2,703,000 marks, 
and placing 8,000,000 marks to the works’ maintenance fund, 
as in 1920, the accounts show net profits and balance forward 
amounting to 6,760,000 marks, as against 2,056,000 marks. 
It is intended to рау a dividend at the rate of 25 per cent., 
this comparing with 20 per cent. in 1920. Concerning the 
English Tudor Co., which was liquidated during the war, it 
was mentioned at the recent meeting that only a preliminary 
compensation of 600,000 marks had been paid. 

The directors of the German Atlantic Telegraph Co., of 
Cologne, have now issued a report for the first time since 
1917. The report states that the cable sections ceded under 
the Treaty of Versailles included the greatest parts (7.36L 
nauts) of the two cables between Borkum-Faval and New 
York and the Emden-Vigo cable of 860 nauts. There re- 
mained in the possession of the company three sections, from 
Borkum to the Straits of Calais, as well as two sections on 
the Spanish. and American coast, of a total length of 1,335 
nauts. The question as to the bases upon which Reich 
compensation was to be calculated and as to the manner in 
which payment was to be effected had not yet experienced a 
definite legal settlement, although the negotiations were 
expected to be concluded in the near future. The accounts 
for 1918-19 show a loss, and those for 1921 net profits of 
1,370.000 marks, including the balance forward. It is pro- 
posed to pay a dividend at the rate of 5 per cent. for 1920. 
The participation in the North German Marine Cable Works 
is booked at 3,000,000 marks. With the assistance of the 
compensation from the Reich, and with the amalgamation of 
the company with the German South American and East 
European Telegraph companies it is proposed. in the first 
place, to establish a cable between Emden and Horta (the 
Azores), which will there have a connection with a new cable 
dep Horta and New York, belonging to the Commercial 
able Co. 


Stock Exchange Notices.—Dealings in the following have 
heen specially allowed by the committee under Rule 148a :— 

Electrical Distribution of Yorkshire.—100,946 ordinary 
shares of £1 each, fully paid, Nos. 1 to 86,940, 87,096 to 98,351 
and 99,452 to 102,901; and 47,799 new ordinary shares of £1 
each, fully and partly paid, Nos. 102,202 to 150,000. 

Mexico Tramways.—£211,500 six per cent. 50-year mort- 
gage bonds, Nos. 12,501 to 14,615 (£100). 

Application has been made to the Committee to allow the 
following to be officially quoted :—- 

Whitehall Electric Investments.—1.500,000 74 per cent. 
cumulative preference shares of £1 each, fully paid (Nos. 1 to 
1,900,000), and £2,500,000 6 per cent. first mortgage debenture 
stock, 1925-1949. 


Prospectus.—Madras Electric Supply Corporation, Ltd.— 

is company has made a public issue of £200,000 seven рег 
cent. second (registered) debentures at 95 per cent. for re- 
paying advances obtained for the purpose of providing the 
new plant necessary, and also for the general capital purposes 
of the Corporation, including the financing of the Tramwavs 
Company. The Issue, it is stated, was more than ten times 
КК аш within a few minutes after the opening of 

e lists. . i 


Scarborough Electric Supply Co., Ltd.—Mr. A. Campbell 
Swinton presided at the annual meeting on May 22nd, and 
stated that he hoped the Order sanctioning increased charges 
would soon be granted. He also foreshadowed further capital 
requirements to clear off indebtedness to the bank, and for 
extensions to plant and mains, in all about £60,000 . 


Madras Electric Supply Corporation, Ltd.—The directors 
recommend a dividend at the rate of 8 per cent. per annum, 
free of tax, on account of 1991. 


Alley & Maclellan. Ltd.—Dividend of 6 per cent. for the 
year, less tax. £26,227 is put to depreciation and £5,564 
carried forward. 

J. Stone & Co., Ltd.—Dividend of 7} per cent. on the 
ordinary shares for 1991, carrying £25,000 to reserve and 
£198,755 forward. 


Anderstop Foundry Co., Ltd.—Final dividend of 15s. per 
share, making 18s. per share for the year. £10,000 to reserve. 


Swiss Company.—The Société d'Exploitation des Cables 
Electriques (Berthou-Borel system) of Cartaillod, reports gross 
profits of 794,000 fr. for 1921, as compared with 1,713,000 fr. 
in the preceding year. A dividend has been declared at the 
dre 100 fr. per preference bond, as contrasted with 150 fr. 
in 1920. 


Mirrlees, Bickerton & Day, Ltd.—The accounts for the 
year ended March, 1922, show a loss of £10,559. By with- 
drawing £10,525 from the reserve, a dividend of 5 per cent. 
on the ordinary shares is paid, carrying forward £2,858, and 
leaving £25,000 at the reserve. 


Doulton & Co., Ltd.—A dividend of 5 per cent. on the 
ordinary shares for the year is anounced. £53,243 is to be 
carrled forward. 

Merthyr Electric Traction & Lighting Co., Ltd.—Dividend 
of 6 per cent. on the ordinary shares, carrying £5,000 to re- 
newals aecount, £1,200 to reserve, and £1,331 forward. 


Globe Telegrapn and Trust Co., Ltd.—A final dividend 
of 5s. per share (net) on the ordinary shares is announced. 


Chloride Electrical Storage Co., Ltd.—Final dividend of 
ӧ per cent., free of tax, making 10 per cent. for the year. 


STOCKS AND SHARES, 


TUESDAY EVENING. 


Tuk restoration of bi-monthly settlements and of contangoes 
to the Stock Exchange markets has had a distinct effect upon 
the volume of business in Home Railway stocks. Prices have 
been strong and dealings animated. Optimism is allowing 
free rein to its imagination in the direction of lively hopes of 
What will happen under the grouping system. The market 
takes no stock of such minor details as that, for example, of 
the South-Eastern Ruailway’s electrification scheme being 
opposed in so far as the erection of a new power station is 
concerned. Possibilities of labour trouble are ignored in the 
rush to buy stock. The various sections— passenger, Under- 
ground, Scottish, "' Heavy "—are all in the running, and 
favourites are more diflicult to pick than those at Epsoin. 

Metropolitan. Consolidated has risen to 47, Underground In- 
comes are 3 up at 834. It is interesting to compare today’s 
making-up prices—the first tor nearly eight years— with those 
of July, 1914 :— 


July 27th, May 30th, 

Stock 1914. 1922. Rise or Fall. 
Central London ... ©... 83 ыз 68 e. —15 
Metropolitan Р 374 47 + 94 
District ordinary E 214  ... 373 +164 
Underground £10 et 4 29/16 + 1/16 
Underground 1/- ... РЕ 7/6... Т /- — 6d. 
Underground Income ... 88 we 834 — 4} 


A less satisfactory showing this week is made by the group 
of cable stocks and shares. Sharp losses are shown by Eastern 
ordinary, Eastern Extensions, Westerns, and Globes. For this, 
the reason appears to be the wide advertisement given to 
radio-telephony and its probable '' broadcasting " develop- 
ments. ‘These have given rise to the usual mild attack of 
uneasiness with which the market is familiar whenever wire- 
less happens to come strongly to the front. By a queer coinci- 
dence, Marconi shares have also eased off from the best. A 
newspaper statement to the effect that the present price of 
the shares compares with £7 as the highest, and that Mar- 
conis pay over 11 per cent. on the money, may have served 
to check the rising bullishness. As most people know, Mar- 
conis have been nowhere near 7 since the company’s capital 
was dcubled, and, as the company’s last dividend came to 
15 per cent., the actual yield is about 53 per cent. on the 
money, which subsequent correction admitted. In spite of 
these trivial inaccuracies; the market does not look a bad one, 
and profit-taking sales were fairly readily absorbed at lower 
prices. Marines drooped to 35s. Canadians are rather easier 
at 12s. 6d. Excitement has evaporated from the market for 
the time being. 

Eastern Telegraph ordinary has shed 8 points; Eastern Ex- 
tensions, Westerns and Globes are all 10s. lower. Anglo- 
American deferred drooped to 233, and the reason for the 
heaviness is, as already mentioned, the competition which has 
come into the focus of public attention through the medium of 
the '' broadcasting ’’ advertisement. 

Electric lighting shares are all steady, with City of London 
better at 38s. 9d., and Charing Cross preference up to 34. 
There аге a few Charing Cross & City Undertaking 44 per 
cent. preference on offer at £4 a share, at which the return on 
the money is less than 53 per cent. Metropolitan preference 
advanced to 3$, and London Electric preference to 4%. St. 
James & Pall Mall rose to 83. The list of ordinary shares is 
quiet; there is not much stock on offer. 

Anglo-Argentine Tramways first preference have recovered 
to 3§, but the seconds fell further to 33. Brazilian Tractions, 
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after their a point jump, reacted to 53. Mexicans are some- 
what neglected. ^ Most of the Indian traction and lighting 
shares are rather better, though the scrip stocks of the Cal- 
cutta Electric debenture and the Indian Electric debenture 
have given way to З and 14 premium respectively. The sub- 
scription lists for the new Madras Electric debenture stock 
Were open for barely an hour. 

` General Electric ordinary and preference are again a little 
lower, in consequence of the unotticial statement with regard 
to the recent placing of a fairly large block of the ''* A” and 
"B" preferences. The company's report is awaited with in- 
terest. The Electric Construction report is good, and the com- 
pany 1з paying, as already announced, 10 per cent. on the 
ordinary shares for the year. The directors state that the diffi- 
culty in obtaining orders, referred to in the last report, became 
more pronounced during the year under review, and the work 
in progress on March 3lst last was considerably reduced. 
Given settled political and industrial conditions, it 1s expected 
that the industry will quickly recover. The price is a little 
better at 25s. buyers, and the 7 per cent. preference changed 
hands the other day at 20s. 9d. 

The rubber market continues stagnant. Iron, steel and 
armaments still wait upon the developments in connection 
with the engineering lock-out.. A good feature is the strength 
of Callender's and Henley's. Buyers pressed for shares. of 
which there was but a limited supply available, and the prices 
of both are higher. Siemens at 97s. show a slight decline. 
Jutland Telephone bonds are harder at 102. Telephone Manu- 
facturing eight per cents, remain at 974. ^ Automatic Tele- 
phones at 155. have gained 5s, within the course of about a 
month. Speculative buyers of lock-up shares are turning a 
little attention to Venezuelan Telephones, now about 5s. 9d. 
for the £1 fully-paid shares. 


SHARE LIST OF ELECTRICAL COMPANIES. 


Номк ELECTRICITY COMPANIES. 
Dividend. Price 


^—. May 30, Riseor Yield 
1920. 1921, 1922. fall. p.c. 
Brompton Ordinary шы ГЕ ES .. 12 12 7 — £8 0 0 
Charing Cross Ordinary... s RS 8 9 6 — 611 0 
do. do. do. 44 Pref.  .. 44 4% B +4 516 2 
Chelsea pus bo bó V bu 6 Б — 568 
City of London  ... cy. ag .. 14 14 88/9 4 9d. 7 40 
о. do. 6 per cent. Pref.... 6 6 22/00 — 5 6 8 
County of London " nos ы: 8 8 13 — 6 8 0 
do. do. 6 per cent. Pref.... 6 6 1 — воо 
Kensington Ordinary $us * 2 9 10 ТА — 707 
London Electric ... a: n "e 24 4 2 — 6 0 4 
do. do. 6 per cent. Pref.... 6 6 44 + А 631 
Metropolitan ji - M à 7 7 5 — 618 4 
do. 44 per cent. Pref.... 44 4% 8 — 6 0 0 
St. James’ and Pall Mall E .. 12 12 8 +43 73 4 
South London  ... eas 7 7 34 — 8 0 0 
South Metropolitan Pref. Е 7 7 1% — 5 18 0 
Westminster Ordinary ... em .. 10 10 78 — 615 7 
TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref 6 6 1034 + { 516 0 
йо. Det. 14 81/6 233  — 7170 
Chile Telephone ... s m ie 6 6 6 — 416 6 
Cuba Sub. Ord. ... Ыр EN me 7 7 & — 8 4 8 
Eastern Extension Mn o .. 10 10 18 — À 5 9 8 
Eastern Tel. Ord. E s I 10 10 , 182 —8 59 7 
Globe Tel. and T. Ord. ... eur .. 10 10 18) — à 597 
do. do. Pref. dus "m 6 6 11 — 57 0 
Grent Northern Tel.  .. "e .. 92 24 30 — 1 воо 
Indo-European ..  ..  ..  .. 10 10 401 — 635 
Marconi Р oe sxs ad eee 25 15 d — ib 5.9 1 
Oriental Telephone Ord. ak nae 12 12 2 — *5 1 1 
United R. Plate Tel.  .. m EM 8 8 7 + 3 "5 6 8 
West India and Panama ae aa Nil Nil 5/. — Nil 
Western Telegraph S" "n .. 10 10 18] — à "5 9 
HOME RAILS. 
Central London Ord. Assented 4 4 68 -— 517 8 
Metropolitan As ш, Е К 19 21 47 +14 415 9 
do District... .. 2 Ni 1 88 +4 212 8 
Underground Electric Ordinary dus Nil Nil 24 — Nil 
do. do. “A”... Du Nil Nil j/- — Nil 
do. do. Income 244 9 4 834 +3 *4 15 10 
FOREIGN TRAMR, &c. 
Anglo-Arg. Trams, First Pref. Vi 5À 124 BR + 711 8 
do. do. 2nd Pref...  .. Nil 54 33 + 768 
do. do. 5 per cent. Deb. ... 5 5 82 —1$ 6 2 0 
Brazil Tractions... S LM Nil Nil 53 —9 ^7 Nil 
British Columbia Elec. Rly. Pee. ... 5 5 82 — 6 1 8 
do. do. Preferred ... Б 93. 70: — *611 6 
do. do. Deferred  ... З 124/. 72 +] “В 11 6 
|. . do. do. Deb. ... i 4 4 11 — 510 5 
Mexico Trams. 5 per cent. Bonds... Nil Nil 1 — — 
do. do. 6 per cent. Bonds ... Nil Nil - 37 +1 Nil 
Mexican Light Common i .. Nil Nil 2) —2 Nil 
do. Pref... m Же Nil Nil 52 — Nil 
do. 1st Bonds des .. Nil 5 744 — 614 8 
MANUFACTURING COMPANIES. 
Babcock & Wilcox n Ses ma 15 16 at — 5 2 8 
British Aluminium Ord. zs .. 10 10 2 -— = 
British Insulated Ord. |... Mn . 15 15 2.5 — 75 8 
Callenders* ... ua ida ii .. 15 15 дк * à 617 0 
" 63 Pref. s . бис д 64 64 ly — 595 
Crompton Ord.  ... he 03 аА 10 10 20);. — 10 0 0 
Edison-Swan me as У - 10 — 5/- — — 
do. do. 5 рег cent. Deb. T 5 5 65 *1 7 18 10 
Electric Construction ... 15 .. 10 10 1i — 8 0 0 
English Electric |... voa - A 8 8 15/- — 6 13 4 
do. do. Pref. ... а aes 6 6 18/3 — 611 6 
Gen. Elec. Pref. ... че M a 6à 6 223 —6d. 5 16 10 
do. Ord. ... S Bae "m 10 10 21/3 —b6d. 9 8 2 
Henley "m 78 "T e e. 1 15 Dra + 3 610 0 
do. 4ÀPref, ,. E m m 44 4j 44 — 54 4 
India-Rubber m am Mi T. 10 — 3 — — 
Met.-Vickers Pref. "ICON 8 8 23 — 6 80 
Siemens Ога... МЕ n .. 10 10 27/- —1'- “7 8 9 
Telegraph Co. 20 20 26 — *4 12 6 


* Dividends paid free ої Income Tax. 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances, 


Wednesday, May 31st. 
E е OR A A ER NN RR 


- 


Latest Fortnight's 
CHEMICALS, &c. ‘Price. Inc. or Dec, 
o ———— —-— E ы ш (T. IQQ ы ш 
& Acid, Oxalic . per lb. 8d m 
а Ammoniac, Sal iv or .. per ton £63 £2 dec. 
а Ammonia, Muriate (large crystal) ҮР £58 e 
a Bisulphide of Carbon (s a s = БК 
а Borax... i i £30 vis 
& Copper Sulphate es £27 10s. E" 
а Potash, Chlorate К per lb. 5d. to 53d. S 
a » Perchlorate > э ii Td. jn 
& Shellac А РЯ E .. per cwt. £18 10s. 5s. dec. 
а Sulphur, Sublimed Flowers _... T | £12 £1 дес, 
a iá Lump ae И А a £11 us 
а Soda, Chlorate per Ib, | Bid. 
а . Crystals " К per ton £7 А 
а Sodium Bichromate, casks per Ib. 53d. 
METALS, &c. 
b Aluminium, Ingots... per ton £120 
b " Wire .. per lb. 1/9 to 2/6 
b A Sheet ... m. me г" 1/6 їо 9/. | 
р Babbitt’s Metal and Anti-friction Metal— 
Grade I ... be bus per ton net £149 £2 inc. 
Grade II ... 92s лр? i „ £107 £1 ine. 
Grade III Vis P v a £62 £1 inc. 
с Brass (rolled metal 2' to 12” basis) per lb. 94. id. inc. 
€ , Tubes (solid drawn) is E 1144. to 1/ id. inc. 
c Wire, basis... m sis де 9&d. d. іле, 
€ Copper Tubes (solid drawn) m M 1/14 d. inc. 
с » Bars (best selected) per ton £2 £4 ine. 
с » Sheet... ERE "e T Е #92 £4 inc. 
с » Rod... T " ae КЕ £92 £4 inc. 
d  ., (Electrolytic) Bars Е РА £70 105 ' 45s. ine. 
d ,, » Sheets  .. i £145 10s их 
d . " Wire Rods uw £380 108 45s. inc. 
d . р H.C. Wire ‘per lb. 103d. yzd. inc. 
f Ebonite Rod ... - sh Ж + 3,6 t 
» Sheet... zs we v ES 8/- 
n German Silver Wire or 2d s 2/6 
A Gutta-percha, fine ... n» im " 12:6 s 
Bh India-rubber, Para fine... es Аа 104d. ws 
і Iron Pig (Cleveland Warrants) ... per ton 90;- es 
»  Wire.galv. No. 8, P.O. qual. "X £27 a 
& Lead, English Pig ... d Dd 4% £26 158. 30s. inc. 
g Mercury EN T - per bot. £11 15s. to £12 £1 inc. 
e Mica tin original cases! siall per lb. 8d. to 3/- Poe 
e , а medium ... s 4/- to 8/- Ws 
е . үз large T " 10/- to 20/- & up. "S 
p Phosphor Bronze, plain castings у 1/1 . 
p » drawn bars and rods vs 1/8 ; 
р » rolled strip & sheet ie 1:9} : 
р » Wire ... Au x íi 1/38 ld. ine 
0 Platinum D per oz. |. £19 10s. А 
а Silicium Bronze Wire .. per 1b. 1/1 
r Steel, Magnet, in bars ... "Uu is 1/- a 
n Tin, Block (English!) si .. per ton £152 £2 to £3 inc, 
п , Wire, №оѕ. 14016 .. .. per lb. 3/- idi 
PETRI с ш E ETE a зб NER ey 


Quotations supplied by 


g James & Shakespeare. 
h Edward Till & Co. 
їі Bolling & Lowe. 
1 Richard Johnson & Nephew, Ltd. 
а Р. Ormiston & Sons. 
f India-Rubber, Gutta-Percha and о Johnson, Matthey & Co., Ltd. 
Telegraph Works Co., Ltd. р C. Clifford & Son, Ltd. 
r W. F. Dennis & Co. 


a G. Boor & Co. 

b The British Aluminium Co., Ltd. 
€ Thos. Bolton & Sons, Ltd. 

d Frederick Smith & Co. 

e F. Wiggins & Sons. 


St. Lawrence Canal Scheme.—The Times correspondent 
at Toronto states that there is reason to believe that the 
Government is not ready for negotiation with Washington 
over the deepening of the St. Lawrence canal as advocated 
by the International Waterways Commission and supported 
by a great body of opinion in the Western State and severa! 
Canadian Provinces. Montreal and Quebec are strongly op 
posed to the project, and unquestionably the influence cf 
Quebec in the counsels of the Government is formidable. The 
Government is a.so bound to consider the great debt the 
country now carries and to recognise Canada's proportion of 
expenditure, for the construction of the waterway would be 
very heavy, even if the cost were shared with a neighbouring 
country. 

The Toronto Globe sees no reason why the proposal from 
Washington should embarrass the Canadian Government. 
since the bulk of the money spent would be reproductive. 
It points out that the canal provides for all time the greatest 
power dam in the,world, that the lowest estimate of the 
value of the electric energy which may be generated from 
the St. Lawrence is $15,000,000 (£3,000,000) annualy, and 
that there is an unlimited market for power in New York 
State and New England. On the Canadian side, the Globe 
thinks, the energy could be used profitably to electrifv the 
main line of the Grand Trunk from Toronto to Montreal. 
while the opening of the Great Lakes to ocean navigation 
would be of immense value to the countries concerned. 
Doubtless the proposal from Washington will receive 
courteous consideration at Ottawa, but it is unlikely that 
Canada will be committed to joint action with the United 
States for immediate development of the waterway. 
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THE RUTENBERG SCHEME. 


By THEODORE STEVENS. 


THe glamour of the names of places familiarised by 
their connection with the life of Christ is being 
exploited to transfer from Gentiles’ pockets some of 
their accumulations. І candidly admire Mr. Ruten- 
berg’s insight into American human nature. 

He went there to get the money; and what happened 
sixteen years ago, when Victoria Falls provided the bait, 
is liable to be repeated over the Jordan, with Rutenberg 
in place of Harper. 

Many devout American Gentiles have absolute con- 
fidence in the ability of Jews to make money, and will 
be ready for a flutter over this Jordan water-power. If 
Rutenberg shows a profit with hydrocarbon ав the 
medium instead of liquid oxide of hydrogen flowing 
from the Sea of Galilee, they will be as satisfied as are 
the shareholders in the Victoria Falls Power Co., which 
has never earned ‘a farthing froin Victoria Falls power. 

It would appear that the British anticipated protec- 
tion against foreigners entering Palestine to make 
money, by way of assistance from the Foreign Office, the 
Board of Trade, and their joint Department of Overseas 
Trade; but we now know that such little concessions are 
granted by the Colonial Office and/or the High Commis- 
sioner, and apparently no consideration would be given 
by the latter to the highly correct. procedure of bringing 
together the various gentlemen interested in the develop- 
ment of water-power in Palestine and excluding certain 
groups in which foreign capital and foreign trade 
interests are mainly involved. 

Can we not have a separate Palestine for each separate 
Department of State, to avoid the suggestion of critics 
that co-ordination between departments is a possibility ? 

The Times, May 26th, enumerates power-houses con- 
taining oil engines and generators in Jaffa, Haifa, and 
Jerusalem. The Daily “Mail, May 25th, gives River 
Auja water-power to Jaffa, Tel Aviv, Ramleh, and 
Petach Tikweh. So it seems two Jaffas are provided— 
one for water-power and one for oil engines—Victoria 
Falls again. 

When Sir Herbert Samuel arrived in Jerusalem as 
Financial adviser, a speech of his was cabled to London 
papers, in which he said more than was prudent about 
his knowledge of the water-powers of Palestine and his 
intention of putting Syria’s boundary far enough north 
to include the water-powers in Palestine. At that time 
a straight line was the proposed boundary. 

Two facts emerge on examining the agr eed boundar y. 
The Kasimiyeh and Litani River, which descends more 
thin 3,000 ft. between Lebanon and Anti-Lebanon, and 
which was south of the straight line, is north of the 
agreed boundary. Secret diplomacy in those earlier 
stages would have been of more value to the British than 
it was in the negotiations with Rutenberg. The Yar- 
muk is now similarly north of the boundary. 

It is clear from the accompanying map, which we 
reproduce from The Times, May 29th, that the River 
Yarmuk, which Sir William Joynson-Hicks, M.P., in his 
letter to The Times, May 29th, says Rutenberg ‘‘ may 
divert as he sees fit,” is not within Palestine for any 
appreciable distance. 
Rutenberg has rights in Syria also? 

The Jordan, from its source to the Dead Sea, drops 
3.000 ft. Its flow varies; but why discuss this question 

When oil engines are being installed ? 

The Times, May 26th, states that the electrice power 
is to be utilised for pumping. Without a lay-out of 
the scheme it is not clear why so capable an engineer 
does not pipe the water direct, thereby avoiding the 
inefficiencies inherent in water wheels, generators, and 
pumps. 

On the necessity for consideration of British interests, 
the Fvening Standard, May 29th, may be quoted : — 

“Mr. Rutenberg seems to forget one thing. His 


Does Sir William suggest that 


machinery must be protected when it is installed. His 
privileges must be guaranteed when accorded. Such 
protection and such guarantee can only be given by 
Great Britain, and to make them effective the British 
taxpayer has paid, and is paying, great sums. That 
fact might not justify us, as the mandatory Power, in 
excluding all competition; it certainly justifies us in 
excluding competition such as Germany's, rendered pos- 


sible mainly by the low taxation in which that country 
persists in order to present a case for not meeting its 
just obligations. 

'* If the House of Commons, after passing the Safe- 
guarding of !ndustries Act, considers the Rutenberg 
contracts of no practical interest, it will have strained 
out a rather insignificant gnat, while swallowing a very 
bulky camel.’’ 


ul 


‘ 


Senatore Marconi’s Cruise.—An Atlantic cruise, which it 
is anticipated may provide important contributions to the 
meteorological and wireless sciences, commenced on May 
26th, when Senatore Marconi sailed from Southampton for 
America on his private steam yacht the Elettra. The 
vessel is carrying, besides the normal equipment of an up-to- 
date vessel, numerous instruments of an unusual character 
that are to be employed in research upon а variety of phe- 
nomena. ‘The problems which will receive Mr. Marconi's 
special attention are related to the laws governing the pro- 
pagation of electric waves, from America and from England; 
the factors controlling the strength of wireless signats re- 
ceived in America from European stations, and the formation 
of electrical disturbances in space. In the latter connection 
Senatore Marconi hopes to secure some useful data for ascer- 
taining the position and courses of storm centres. He will 
conduct numerous tests for the Meteorological Office, and 
will use for this research special instruments kindly lent by 
Capt. R. Brooke-Smith, R.D.. R.N.R., of the Meteorological 
Office of the Air Ministry. The vacht's course will probably 
include the Azores and Bermuda. Numerous experiments 
will be made en route with direction-finding instruments, 
and tests will also be made on board in the high-speed recep- 
tion of wireless messages Whilst in America Senatore 
Marconi hopes to acquaint himself with the latest American 
broadcasting practice, and it may be that as the ета is 
equipped with probably the most powerful wire! ess telephone 
afloat. Senatore Marconi will himself. engage in broadcasting 
experiments. : , 


An Alloy-Mixing Furnace.—The MOoNOMETER MANUFACTUR- 
ING Co. (1918), LTD., has designed a furnace which ensures the 
proper mixing of alloys. A mixing device arranged for a 
mechanical drive is fitted. This is in the form of a perforated 
dish with an up-and-down motion, which strains and mixes 
the metal at the same time. The heating agent is gas, and 
special control valves are fitted. 
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THE X-RAY EXAMINATION OF MATERIALS. 


By J. F. DRIVER, 


M.LE.E. 


(Abstract of lecture delivered before the NOTTINGHAM SOCIETY OF ENGINEERS.) 


CooLIDGE tubes are now produced which are capable of run- 
ning on a power input of 14 kW at voltages considerably in 
excess of any other tube, and as the hardness and penetrating 

wer of the rays depend solely on the potential difference 

etween the electrodes, it is safe to say that the Coolidge tube 
has made the X-ray examination of workshop materials a 
practical provosition. | 

The tubes generally in use for the examination of metals 
have a medium-sized focal spot, and are capable of working at 
a potential of about 200,000 volts with a maximum current of 
45 milliamperes. With powers of this magnitude it is pos- 
sible to obtain results from about 4 in. of cast-iron, and I am 
hoping soon to experiment with a tube giving much harder 


Fics. 1 & 2.—Tnu&g BENOIST PENETROMETER. 


rays, capable of working at a potential of 300,000 volts, and 
have every hope of considerably increasing the penetrations 
hitherto obtained. 

The intensity of radiation is measured by the current 
through the tube, and is easily ascertained by means of a 
inllammeter. Thus, when photographic records are required, 
the exposure 1s counted in milliampere-seconds at any given 
potential. The hardness of the rays is determined by the 
voltage across the tube, which may be measured by a kilovolt- 
meter whose action depends upon the repulsion between two 
similarly-charged plates, or, when transformers are used, a 
low-pressure instrument may be arranged to indicate the 
high-pressure voltage. For voltages of the order of 200,000, a 
spark gap in parallel with the tube is invariably used, the 
gap being adjusted until the spark just does not take place; 
in this state the hiss across the gap is quite unmistakable. 
To judge the hardness of the ravs perhaps the most used 
apparatus in medical work is the Benoist penetrometer (fig. 1), 


hic. 3.— DEGREE or PENETRATION FoR VARIOUS METALS. 


which consists of a silver disk 1.1 mm. thick, surrounded by 
I2 aluminium sectors from 1 to 12 mm. thick. Rays аге sent 
through the instrument, and the hardness is judged by match- 
ing on a fluorescent screen the shadow cast by the silver disk 
and the steps of aluminium as shown in fig. 9. The voltage 
across the tube is about 10,000 times the Benoist number. 

The employment of X-rays for metal-testing is possible 
owing to the fact that their penetration is roughly pro- 
portional to the densities of different materials. Fig. 3 shows 
а group of the metals commonly used in engineering work 
and of “ commercial " quality. 

The rays proceed in straight lines from what is practically 
a point on the anticathode. The rays excite phosphorescence 


on а screen of suitable material, or act upon the silver of en 
ordinary photographic plate. They are also capable of ionis 
ing gases so that they can conduct electricity, and though all 
our laboratory work depends upon the latter method, we do 
not at present see how it can be of practical utility for the 
examination of materials. When the materials are thin, во 
that low-power rays are required, examination by means ot 
the fluorescent screen forms at once the cheapest and simplest 
method. If a large number of parts are to be examined, they 
may be carried past a fluorescent screen by means of a belt- 
conveyor, as shown in fig. 4. If the rays are of high or 
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Fic. 5.—INDpriRECT METHOD OF EXAMINATION. 


medium power, the fluorescent screen may be examined by 
means of a suitably supported telescope, as shown in fig. 5. 
This method is to be recommended in view of the great 
danger to the operator when using high-power rays. 

In the case of timber, hidden defects and incipient decay 
are easily detected, whilst finished parts may be examined 
for workmanship or defective glueing. Fig. 6 is an example 
of bad workmanship in a mortice and tenon joint. Even 
though the X-rays are applied only to a percentage of the 
parts, the moral effect must weigh deeply with the workers. 
There are many other classes of materials to which visual 
X-ray examination may be applied, such as moulded insu- 
lators, motor tires, golf balls, concrete porcelain for cracks, 
the brazed joints of motor cycles, metallic veins in slate for 
switchboards, &c., of which the following illustrate examples: 
fig. 7, blowholes in electrically-welded steel plate; fig. 8, 


blowholes in spur-wheel section; and fig. 9, various golf balls. 
If a permanent record is desired, the photographic plate 
comes to our aid, and the depth of defects is revealed by 
taking two photographs and viewing them in a stereoscope i: 
shown in fig. 10, which represents the carburettor of a Beard- 
more aero engine, or a double exposure may be made on the 
sume plate and the distance calculated trigonometrically. 


FiG. 6.—DEFECTIVE mua. Ts lic. 8.—HBryownous 
MonTICE AND TENON JOINT. BLOWHOLES IN SPUR-WHEEL. 
IN WELD. 


Quasi-relief may be obtained by the photographic method 
of making a positive on a plate. mounting it in register with 
the negative, and making a print from the combination with 
the light entering at an angle. 

A film has a distinct advantage over a photographic plate m 
that it can be bent round or shaped into curved bodies. 

Exposures may be considerably reduced by the use of inten- 
sifying screens coated with material which fluoresces when 
acted upon by X-rays. In order that definition may be шаш- 
tained, the fluorescent intensifying screen should be placed as 
closely in contact with the emulsified film as possible. When 
double-coated films are used, two intensifying screens may be 
employed. Another step towards the reduction of length of 
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exposures, is to employ plates coated with a thin film of fluor- 
escent material. This method is the invention of Dr. Leon. 
Levy, and reduces the time of exposure to about 1/20-1/25 
of that of a special rapid plate. This film of special material 
is removed after exposure and before development, by immers- 
ing the plate in warm water and rubbing gently with cotton 
wool. 

The potential across the tube for the examination of wood 
pieces of moderate sizes is usually about 40,000 volts, whilst 


Fic. 9.—X-kAYS APPLIED TO GOLF BALLS. 


for steel it is necessary to work at 250,000 volts if reasonable 
thicknesses are to be penetrated. It follows, therefore, that 
except for relatively thin pieces, such us welded plates, 
aluminium castings, and the like, the fluorescent screen 1s 
quite out of the question. When homogeneous rays enter a 
plate of material they are absorbed exponentially, i.c., if 1, 2, 


‘ 


Fig. 10.—Sterroscopic X-RAY PHOTOGRAPH OF 4 GARBURETTOR. 


3,4, . . similar sheets are successively introduced, each addi- 
tional sheet absorbs the same fraction of the radiation : 
receives, so that if 1 is the intensity of the beam which 
enters the material, and i the intensity of the beam which 
leaves the material, the expression may be written à —1e—^d 
Where d is the thickness of the plate and A is termed the 
linear absorption coefficient. The increase ip thickness of 
only one-sixteenth of an inch often means doubling the 
applied voltage. 


Another serious difficulty is the fact that whenever a beam 
of X-rays strikes any particle of matter, secondary or scattered 
radiation is produced whicn, if allowed to reach the photo- 
graphic plate, causes ‘‘ fogging,” and may mask the results 
desired. Most of the scattered radiation emanates from the 
surface of the bodies encountered, and fogging may be caused 
by rays thrown on to the plate or reflected back to the plate. 
When the length of exposure is short, little trouble is caused, 
but with heavy sections elaborate precautions must be taken 
if success 1s to be obtained. 

The usual method of protection is the employment of lead 
screens. When the object is flat, the plate 1s surrounded by 
lead, except where it is in contact with the object. If 2 
sharp outline is desired, the specimen should either be sur- 
rounded by mercury or lead-shot, or molten metal should be 


pee | LEAD SHIELD 
dE au MU NUN e os 
WU 


PHOTOGRAPHIC PLATE 


LEAD GRATING 
WITH RADIAL SLITS 


ae. ast 
Fic. 11.—TH& Porrer Bucky DIAPHRAGM. 


cast around it. In the case of irregularly-shaped specimens 
the shielding is much more necessary. Irregular bodies may 
be surrounded by or cast in wax, so that they may be 
surrounded by lead-shot, the wax preventing the lead from 
getting into any cavities or pockets. Deep cavities, such as 
the interior of cylinders, may also be filled with wax. 

The detectiontof blowholes and flaws is particularly difficult 
on account of the fact that the radiograph has to record, not 
an obstruction, but a somewhat more transparent portion, 
which may be the set of considerable secondary radiation. 
That quite shallow tool marks are recorded on the photo- 
graphic plate is true, because the tool marks are close to the 
plate, but the problem is to detect faults at a distance from 
the plate. | / 

A method which is being introduced into medical work, 
and which holds out much promise in the radiology of metals, 
is the Potter Bucky diaphragm, shown in fig. 11. The screen 
consists of a grid of lead strips § in. wide and 1/50 in. thick, 
which are mounted to form a portion of an are whose centre 
is the focal spot of the X-ray tube, so that the X-rays can 
pass between the grid of lead strips, whereas secondary radia- 
tion, Which would cause fogging, is obstructed. The arrange- 
ment as shown would cast a large number of shadows in the 
form of narrow strips across the plate. In certain cases this 
is not a serious objection, but the difficulty has been over- 
come by mounting the screen so that it can be given a move- 
ment in a circular path by means of a spring, the speed c£ 
motion being controlled by a dash-pot. Thus, whilst the ex- 
posure is being made, the moving of the screen prevents any 
shadows being formed, the only effect being to reduce the 
exposure in the ratio of the thickness of the plate to the 
space between. This arrangement only prevents secondary 
radiation 1n one direction, and a screen of the honeycomb 
pattern is likely to prove of more value. 

It is probable that X-rav examination of the crystalline 
structure of metals will throw light upon the fundamental 
effect of heat treatment, rolling, annealing, &c. Here, then, 
is a very large field of research from which results of the ut- 
most importance may be exnected. 


Canadian Electrical ‚инен. The report of the Сапа- 
dian Westinghouse Co. for the past year, recently issued, 
stated that the company's orders comprised mainly apparatus 
of considerable size, conspicuous among which were the 
hydro-electric generators, each of 60,000 h.p. capacity, with 
corresponding transformer and switching units. which were 
completed and put into service in the Queenston station of 
the Hydro-Electric Power Commission of Ontario. These are 
the largest sets of their kind operating anywhere in the 
world. Pursuing the policy of broadening’ fhe scope of 
activity, the company instituted during the year the manu- 
facture of electric ranges, and the development of this busi- 
ness, as well as that of the Westinghouse ' Mazda " lamps 
undertaken during the preceding year, has shown, it is stated, 
gratifying results in quality and volume of product.— Board 
of Trade Journal. 


f 


a A I СТЕНЫ + Ыла р аро 


786 


THE ELECTRICAL REVIEW. 


[Vol 90. No. 2,323, JUNE 2, 1922, 


THE HIPPODROME ELECTRIC SIGN. 


A GREAT deal of attention is being attracted by a very large 
electric sign recently erected upon the front of the London 

“Hippodrome. n It is claimed by the makers to be the 
largest of its kind in London, and therefore in this country. 
lt occupies the whole of the corner frontage of 
the theatre, a space ineasuring about 55 ft. 
high and 44 ft. wide, and represents the ascent 
of four rockets, each of which, upon reaching 
its maximum height, divides into three 
streamers, terminating in stars, which have 
three colour changes. Then. in a blaze of 
light, the names of the principals (or '* stars ’’) 
appearing in the show (‘‘ Round in 50”) are 
presented. The smooth ascent and descent of 
the ''rockets '" makes the sign wonderfully 
like the real thing. Over 2,000 electric lamps 
are used in the construction, and these are 
fitted in bayonet-type phosphor-bronze holders. 
Surface mounting is employed, as cleaning is 
more easily accomplished than when the lamps 
are mounted in troughing. The whole of the 
lamps are of the '' Royal Ediswan " type. The 
firm's usual practice 1s to use lamps with bulbs 
of manufactured coloured glass, but, owing to 
the urgency of the present case, lacquered 
lamps have had to be employed; these are to 
be replaced as soon as the coloured-glass lamps 
are available. The wiring has a total length 
of over 19 miles, and it is protected by hun- 
dreds of feet of teak casing. The appearance 
of the sign cannot adequately be judged by the 
ilustration (fig. 1), but an idea of the size may 
be obtained. 

The operating mechanism is seen in fig. 2. 
This is contained in a teak cupboard lined with 
an asbestos-cement composition. The contact 
reeds in the top division of the cabinet are 
those actuating the '' ascent " of the '' rocket.” 
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Fic. 1.—Tue ‘‘Hrppoprome”’ SIGN. 


To economise space this is made in two parts. one arm of the 
revolving contactor drum coming into operation immediately 
the other reaches its limit. The three colours of the stars are 
operated by sets of three contact makers clamped on a steel 


ТТ 
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rod; these are in the centre division. In the bottom of the 
cupboard are the switches for the main signs. The motor 
employed is only of h.p., the speed being adjusted by the 
lamp resistance seen on the left of the illustration. The 
whole of the gear is mounted on slate bases fixed to an angle- 
iron frame. 

This is only one of the signs erected by the ELECTRIC 816х 


<- we ap ERR PN Е (ORCI Pi rer —— 


ль 
а — —— =. ао 6 6 MH 


Uo S Ж 
E wu WR (ҮА Tn i ШШ ү 
* g! ilt | | il V] lth ИШ 1 [1 Lf ИШИ 


па а Ф]! 
— 7736 ve 


ees ee —\... 
f солона. x 
Ae AS 


ась. п RR. 


* 
[à S prt. a- hae | 1 
= ae 


зү! 
- 
| & 


T iy 
5 d 


Fic. 2.—CONTROLLING MECHANISM. 


Co., Lrp., which was one of the pioneers of the business in 
this country. 


ELECTRIC MOTOR STARTERS. 


Discuss!oN Ат CARDIFF. 


Mr. J. ANDERSON’S paper on the above subject (which was 
abstracted in our issue of April 2166) was read at the WESTERN 
CENTRE of the INSTITUTION OF ELECTRICAL ENGINEERS on May 
Ist, and in opening the subsequent discussion 

Мазок R. Амвевтох (Electrical Apparatus Co., Ltd.) agreed 
that the desirability of full information as regarded the load 
and -starting torque with which a given starter would have 
to deal was not only desirable, but essential in тапу 
cases. Mechanical considerations were a large factor in the 
design of starters, and the size of a given starter was fre- 
quently governed uy the space taken by the resistance, so 
that the saving of a step or two through exact knowledge of 
seating fuck esie was not, in his opinion, an important 
factor, at any rate as regarded the smaller sizes, and particu- 
larly when the greater adaptability of the starter with an 
ample resistance and an ample number of steps was taken into 
account. From the commercial point of view the principal 
objections to the strictly ‘‘ made to measure starter were 
that the makers could not standardise, the user had to pay 
more for special apparatus, and might not be able to use the 
starter on another job. or on the same one under varied con- 
ditions. The  quick-break was essential when breaking 
d.c., but was a distinct disadvantage when breaking 
a.c. He was not quite in agreement with the author’s con- 
tention that a starter should be used for accelerating only, and 
should never be called upon to break the circuit. It was a 
growing practice to embody a contactor in a starter, the 
function of the contactor being to make and break the circuit: 
inasmuch as the starter would not function without the con- 
tactor the two must be regarded as one entity. 

Mr. H. S. Ertis (Messrs. Arthur Ellis & Partners, Cardiff) 
stated that people did not take much trouble їп specifying 
details in connection with starters and the conditions under 
which they were to be used, but they would have to devote a 
great deal more time to the subject in the future. With 
regard to the temperature of starter elements immersed in oil, 
if the oil was agitated at the time of starting the motor the 
heat from the elements would be dissipated more rapidly. 

Mr. T. Hoop (T. Hood & Co.. Ltd., Bristol) said that, to a 
large extent, the majority of them who had not had specific ex- 
perience in the manufacture of starting gear had been some- 
what careless im purchasing. They had inquired for starters 
of a certain size based on the h.p. of the motor rather than on 
the conditions under which the work would have to be done 
If the Standardisation Committee could publish a schedule for 
starters engineers wou'd be able to define more clearly the 
specification with which the starter must comply. The majority 
of starter makers appeared to have their own particular views 
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as to what kind of material should be used for resistances. If 
they, as engineers, were better educated in the metallurgical 
properties of alloys they would not find them, as they did on 
occasion, to be ** ohmless.’’ He (Mr. Hood) had found liquid 
starters to be very troublesome, due to the creeping of soda- 
laden water over the contacts, and the fact that the ohmic 
value of the electrolyte was so much altered by the beating 
effect. 

Mr. LuigwELIAN Hvangs (Ocean Colliery Co.) considered that 
most starter makers had a just complaint against engineers 
in the latter's not supplying information regarding the 
exact conditions under which the starter had to work. For 
certain conditions he preferred the liquid starter. 

Mr. J. W. Еров (Messrs. Wight & Fidoe, Cardiff) stated 
that for colliery work liquid control was the best. He regretted 
that starter makers were not prepared to depart from their 
standard conditions. He had had considerable ditheulty in 
obtaining a starter to control a three-phase rotor in a two- 
phase stator. 

Majok E. I. Davin (Powell Duffryn Colliery Co.) was a ^on- 
firmed liquid-starter advocate—there were no stops or contacts 


e 
to be constantly worrying about. With the liquid starter the 
resistance could be changed to fit the load. The trouble with 
auto-starters was that operators considered there was only one 
starting position. the result being that the auto-starter, instead 
of being an intermittently rated apparatus, was a continuously 
rated apparatus. 

Messrs. Morey New, Аллах, J. G. B. Lewis, and 
McWHIRTER also contributed to the discussion. 

Mr. J. ANDERSON, in the course of his reply, said he agreed 
with Major Amberton’s remarks on slow breaking; very often 
a quick break, especially with a.c., was a disadvantage. In 
connection with oil-imiuersed apparatus, the head of oil above 
the element largely determined the breaking capacity of the 
breaker. Like Major David, he preferred liquid starters for 
certain jobs, but there were many defects, such as creeping, 
&c., to contend with. If a liquid starter were perfectly main- 
tained they could not have anything much better, but it re- 
quired continual inspection and maintenance. Mr. Anderson 
pleaded for à more intimate contact between the designer and 
the user, so thut knowledge of actual conditions could be 
obtained. 


THE INTERCONNECTION OF A.C. POWER STATIONS. 


Tue paper by Messrs. Romero and Palmer, which was 
abstracted in our issue of March 3rd, was read and discussed 
at a meeting of the NORTH-WESTERN CENTRE of the INSTITUTION 
OF ELECTRICAL ENGINEERS. 

Mr. Peck, opening the discussion, said he thought that the 
authors might have given one or two concrete applications 
of their formule. There were only four voltages to be con- 
sidered in these problems :—the voltage at the receiving end; 
that at the sending end; the olimie drop; and the reactive 
drop. These four voltages, if plotted, would form a closed 
rectangle. If there was capacity in the line, conditions be- 
came a little more complicated. Would the authors indicate 
how capacity iu tbe interconnector would attect the opera- 
ting conditions? Не thought it would ellect nnprovement, 
if not too great, as it would reduce the boosting eflect re- 
quired. Mr. Peck hoped that the question of regulators for 
securing the boost would be thoroughly discussed. 

Mr. RATCLIFFE pointed out the respects in which British 
and American practice differed. ln one point, however, there 
should be agreement. ‘The success of interlinking schemes 
depended upon the power of tbe ' load dispatcber "; we 
should have to have a similar oflicial in this country. Не 
thought there would be no harm in increasing the reactance 
in these long cable lines. In the ordinary way it was desir- 
able to change over the pressure from 0,000 to 33,000 V, and 
he considered that in many cases it would pay to do this for 
even shorter distances, although the cost of 33,000-V cables 
was very high. In areas such as South-East Lancashire ten 
miles would cover several important interlinks, and with such 
a small drop and a fair amount of reactance it should be 
possible with a very moderate variation in busbar pres- 
sure, plus a slight lead in the current, to transmit large 
quantities of power with very little trouble. Mr. Ratclitle 
preferred the induction type of regulator. He would like 
to ask the authors if they could state the relative cost and 
efficiency of regulation on the l.p. side of the transformer 
and, in the other case, partly on the h.p. side. "The phase 
displacement of the induction regulator might be overcome 
by the use of double boostera with opposite phase rotation. 

Mr. JOHNSON said that in consitering interlinhing it would 
be well to look beyond the neighbouring supply company to 
find an authority with an opposite load curve. 

Mr. Coates did not understand why the contactor and face- 
plate, step-by-step types of regulator, could not be constructed 
for any pressure for which transformers could be built. Was 
the limitation commercial or technical? 

Mr. CoLLINGE gave some particulars of an interconnection 
scheme carried out prior to 1916, by which mutual supplies 
were arranged between Salford, Manchester, and the Lan- 
cashire Power Co. J.wad adjustment questions were met 
by agreements to give definite loads and undertakings to 
keep these as close as possible in the circumstances. The 
question of power factor should be carefully studied; he 
knew of cases where the installation of synchronous conden- 
sers had reduced the amount of current taken by as much as 
50 per cent. 

Mr. ELLIs emphasised the importance of the authors’ state- 
ment that the division of the load depended wholly on the 
adjustment of the steam supply to the prime mover. One 
problem which often arose in the case of three stations in- 
terlinked Бу a ring main was the phase angle between the 
stations. This necessitated the alteration of transformer 
connections and possibly re-winding. What method did the 
authors consider best for dealing with the wattless current 
circulating between two parallel feeders with different line 
characteristics? 


Mr. HowaktTH hypothesised an instance of four stations 
With varying phases and asked bow this wouid be adjusted, 

Mr. Сакк did not think that oscillations ш the hue were 
due, as stated, to the original de-syuchronising power of the 
line. Tbey must be due partly to the machines at each end 
of the line. He suggested that the liue had no synchronising 
power, but that it had a de-syuchromsing ellect. 

Mr. Faxron thought that it might be accepted as an axiom 
that the transinittimy station should only be called upon to 
provide power under conditions which did not unduly de- 
range its own operation; any additional wattless compon- 
ent should be provided at the receiving end as far as possible. 
lt would probably be advisable to install power-factor cor- 
recting plant at the receiving station. Mr. Paxton described 
a system for protecting alternators from short circuits with- 
out disconnecting them from the line. This consisted of the 
installation of à second automatic pressure regulator to 
govern the alternator's excitation. 

Mr. PALMER, in reply, said that the authors proposed to 
insert actual examples of working, as requested by Mr. Peck, 
in à written reply to the discussion. He agreed that American 
experience was not likely to be of much value to British en- 
gineers. The load dispatcher should certainly have abso- 
lute authority to make a system a success. In using the 
higher voltage interconnection the cost of transformers had to 
be balanced against lower C^H losses. He was favourable to 
induction regulators but they were expensive; they were, 
moreover, probably less efficient than booster transformers. 
With regard to the limitation to 3,000 V of contactor and 
face-plate step-by-step regulators, inquiries addressed to 
manufacturers had failed to secure satisfactory replies. 

Mr. Romero said that the method of transmission at lead- 
ing power factor with equal voltages at both ends of the 
line probably had a considerable field, where two stations 
had loads of high power factor. Phase-swinging was caused 
bv variations of speed at the generating points. The value 
for the synchronising power given in the paper was the 
amount of power which the line would give for single-phase 
displacement. 


Messrs. L. J. Romero's and J. B. Palmer's paper was read 
and discussed at the LIVERPOOL SUB-CENTRE of the NORTH- 
WESTERN CENTRE of the INSTITUTION OF ELECTRICAL. ENGINEERS 
on March 20th. In the ensuing discussion 

Mr. J. A. Morton said that the only difference between 
the parallel operation of two power stations and two gene- 
rators running in parallel was the impedance of the cable 
connecting the two stations, and one looked upon the cable 
as merely a reactance like that between two sections of bus- 
bars in the same station. but the division of the load depended 
entirely upon the supplv of energy to the prime movers and 
not upon the voltage adjustment. A difference in pressure 
between the two ends of the inter-connactor would поё 
," push " power through the cable, unless there was power 
there to be '' pushed.” 

Formula (3), appendix I, for determining the booster 
capacity should be divided by 1,000. | 

The comparison of the annual cost of transmitting 10.000 
kW at 0.7 and unity p.f. was based on a .2 sq. in. cable, 
which would just carry the load, but it did not necessarily 
follow that that was the most economical size. In fact, a 
.25 sq. 10. cable would be more economical, because a consider- | 
able portion of the cable capital charges was for laying and 
jointing, апа street-work, which was constant for anv size 
of cable. A .95 cable would only increase the capital charge 
by about 10 per cent., but the energy loss in the cable would 
be reduced by 20 per cent., which showed that the problem 
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of the best size of inter-connector was a separate problein 
inside the main problem. If a .25 cable had been taken, the 
total costs of transmission would have come down a little. 
In the author's formule, the capacity current was ignored, 
but a booster of 10 per cent. or 12 per cent. less size could 
be used if the capacity current were taken into account. 
The capacity current would make a much greater difference, 
because it would remain practically constant, if the load 
current was smaller, because it would have a proportionately 
bigger effect. Regarding the relation between the reactance 
and resistance of line, should the machine reactance be taken 
into account in considering the one to one ratio proposed 
as a suitable one by the authors? In the case of a 6,600-volt 
inter-connector, where there were no transformers in the 
circuit, an underground cable would have very little reactance 
in itself, but if they assuined the usual 10 per cent. generator 
reactance and included it at one end of the cable, they 
could go up to about 10 miles without inserting in the cable 
any extraneous reactance; but if the generator reactance 
was left out of account, they would have to insert, an. extran- 
eous reactance of about 10 per cent. as a working necessity. 
Probably they would insert such a reactance in апу case lor 
safety. If the tie line between these two stations were au 
overhead line, its inherent reactance, Whieh was about four 
times as much as in a cable, would be sufficient. Аз un 
alternative to varying the voltage the impedance of the 
line could be varied by altering an extraneous reactance. 
The condenser method was the ideal for purposes of regula- 
tion. | 
Prof. E. W. MancHANT thought they had, first of all, to 
consider inter-connection purely from the point of view of 
оту. From figures given in the paper the actual cost 
of transmitting energy over the 6,600-volt cable worked oui 
at almost exactly .01 of a penny per kilowatt-hour per mile 
of transmission. If two power stations were separated by 
any distance it was easy to find out from that figure whether 
it would be really economical to interconnect the stations; 
that was, to put additional plant in one station or to ın- 
crease the plant in both of them. If it would be cheaper to 
take coal to one station rather than to the other by the 
amount corresponding with the .01 of a penny, then the 
interconnection was good from the purely economical stand- 
point. The other side of the question was the insurance side, 
and from that point of view one could put the cost of an 
interconnection cable against the cost of spare plaut. From 
that point of view it was cheaper to install cables than ad- 
ditional plant; the probabilities of breakdowns occurring 
simultaneously in the stations would be very small. ` 

That there was an economic шин to the distance over 
whieh one was айе to interconnect successtullv, was fairly 
clear from the paper. ‘The operating side was the main sub- 
ject of discussion in the paper. To ensure successful parallel 
running, large synchronising power was needed, and it should 
be possible to compensate for the addition resistance and re- 
actance in the path between the two parallel-running gene- 
rators by the use of boosters, but where long cables were 
used for interconnection by themselves there might be con- 
siderable difficulty. 

Mr. L. BreacH explained that one of the lantern slides 
shown by the authors, referred to that part of the svstem of 
the Ontario. Power Comnission supplied. from plant at 
Niagara Falls: there were four stations when he was there 
(a fifth had been put into operation quite recently), one on the 
American side of 400,000 KVA, two on Ше Canadian side of 
100,000 kVA, and one on the Canadian side of 200,000 kVA: 
the last was the only one at present. under the control of 
the Commission, though the S0O.000-KVA is coupled and 


feeds into that and other systems; the stations produced | 


about 12,000,000 kWh a day, and other steam-driven plant 
of about 200,000 kVA, fed into the systems, making about 
1.000,000 kVA inter-connected. While visiting one of the 
steam stations the question of power factor was brought 
home to him very forcibly; there were three 20,00U-KVA and 
one 35.000-kVA sets installed and were taking about 50000 
kVA from the Falls, 25 miles away (overhead transmission), 
the 35,000-kVA set was running on only 7,000 kW of load, but 
about 22,000 kVA apparent load; the power factor was .35— 
the 15.000-kVA wattless component was due to the Falls in- 
sisting on unity power factor—and getting it—and when one 
considered what it meant in increased capital to the sending 
end, additional generating and transforming plant, аг alse 
in transmission, one was not surprised at their insistemce. 
In the Falls stations they did not load their generators by 
the ammeters, but by the thermometers at the control boards 
in connection with thermo-couples in the stator winding. 
At another Canadian station, he saw two 6,000-KVA rotary 
condensers ut the end of two 72,000 volt. transmission. lmes 
Which had their own transformers, automatic feld-registering 
gear, and high-pressure pumps to enable the condensers to 
get away as induction sets; that was very. complicated and 
showed most. forcibly the necessity of always nnrsing the 
power factor of the supply, and so making expensive cor- 
rection unnecessiry.. One was apt to think papers like the 
one they had just listened to. were not for them in this 
country, but, in the case just mentioned, the supply and re- 
ceiving ends were only 25 miles apart. | Constant voltage 
should be kept at both sending and receiving ends, but surely, 
if the transformers formed part of a transmission line, the 
busbar voltages could be kept constant by varying tappings 
on the windings of transformers—and allowing the power 
factor to swing with the load. 

Mr. L. B. Winson asked whether the 10.000 kVA mentioned 
in the paper would be treated by the receiving station as a 
separate unit to replace a generator, or as a general addition 
to the supply? If the former, then where the busbars were 
sectionahsed and connected through reactances it would be 
necessary to have facilities for connecting up to any section 
of the busbar, but if the latter (where a permanent con- 
nection was made on to one section), it would probably neces- 
sitate the provision of busbar reactances of alrnost equivaleni 
value to those already in use in other sections of the busbars. 
There would certainly be the inherent reactance of the in- 
duction regulators and transformers (where used), but, they, 
being the probable places where breakdowns would occur, 
could not be relied upon to шин the fault current, as under 
eertain conditions the fault would be fed from at least two 
stations, A canbinatton of reactance and resistance prob- 
ably would be satisfactory for earthing interconnected sta- 
tions: the neutral points of all the generators would be con- 
nected together through separate reactances to a common 
point at each station, The two points would be connected 
by means of an insulated cable and the latter would be 
earthed through a single resistance. The cireulating eurrents 
at triple frequency, between generators, would be taken rare 
of by the reactances, which at that frequenev had three 
tunes their nominal ohmie value, and any possibility of trouble 
due to resonance would be prevented by the resistance in series 
with the reactanees, The amount of reactance mentioned as 
beme inserted in the aintercounector seemed to be rather 
low. When coupling: together the regulating gear would be 
one of the weakest points, and that would be fairly near the 
stations. Therefore, would it would not necessary to put in 
protecting gear, such ах reactances, between the regulator: 
and stations? 

Messrs. H. Dickinson, C. Rettie, and A. E. Malpas, also 
took part in the discussion.. 


THE “WAL-KALL” 


Jcpaixa by the number of wiring systems that are on the 
market, it would seem that there is a peculiar fascination 
about this subject for the inventive mind; almost every 
month un addition 18 made to the list, and the electrical con- 
tractor is constantly being called upon to weigh the merits 
of a new proposition. One deduction that may safely be 
made from the attention that is devoted to the matter 1s that 
the meta!-sheathed wiring system is firmly established as a 
permanent institution. It was wholly British in origin, 
having been practised now for some 25 years in at least one 
form, and greatly improved from time to time—but there is 
always scope for further improvement, and the new depar- 
ture of which we give particulars to-day will, we are sure, 


be of great interest to consulting engineers, contractors, and 


cable manufacturers. As will be seen later, it is intended to 
form а connecting link between surface wiring and concealed 
wiring—to remedy some of the deficiencies of the former 
whilst avoiding the costliness of the latter—combining, in 
fact, the advantages of both systems as far as possible. The 
patentees and manufacturers are the Walsall Hardware 
Manufacturing Co., Ltd., whose long experience in the pro- 
duction of refined crucible malleable iron fittings has been 


WIRING SYSTEM. 


brought to bear on the problems met with in devising the 
“t Wal-Kal ^ all-metal lead-covered wiring system.” 

The purpose of the new system is to provide comp ete pro- 
tection to the insulated conductors under all conditions, 
together with an efficient and self-contained system of bond. 
ing. Where the conditions are such that lead sheathing 
does not afford adequate protection, the lead-covered cable 
is enclosed in steel conduit, bonded to the sheathing, and 
the essential features cf the “ Wal-Kall’’ system are the 
provision of suitable iron fittings and bonding clips to meet 
all circumstances, economy of labour in erection, and cer- 
tainty of efficient bonding throughout the installation. 

Where leads are to be brought down a wall to a switch. 
for example, it is desirable that the wall should be chased 
and the leads buried under plaster. But lead-covered cable 
(to conform with the T.E.E. Wiring Rules) shou!d never be 
put under plaster without protection from corrosion by 
chemical action and from nails. To meet this need a malle 
able cast-iron clip is provided (fig. 1) which grips both the 
steel conduit and the sheathing of the cable at the point of 
entry or exit. This fitting and bonding grip is made of one 
piece of metal, with machined interior surfaces, the bonding 
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being effected in each case by turning one screw. The grip 
accurately fits the standard conduit and the lead sheath, and 
the slot is carried round so far that the grip does. not bed on 
one point, but is free to clamp the sheathing all round; the 
edges are rounded to obviate any risk of cutting the lead. 
sheath. There are no loose parts, bonding strips, or clamps, 
and the wireman has no excuse for carelessness in bonding, 
which is done in the act of erecting the wiring. 

Metal joint-boxes and bonding-boxes of various patterns 
are used, fitted with bonding clips or nipples, or both, so 
that any desired combination of lead-covered wiring and 
steel conduit work can be made. These fittings embody 
several interesting features. Fig. 6 shows a three-way box 


— 


Fic. 1.—NiPPLE. ror BoNpiNG Steen Conpuit TO LEAD- 
COVERED CABLE (“* OvAL To RounpD "’). 
Fic. 2.—LgaAp-CovERED CABLE SWITCH LEAD PROTECTED WITA 
STEEL CONDUIT. 
lia. 3.—LEAD-COVERED CABLE ENCLOSED IN, AND BONDED TO, 
A LENGTH OF STEEL CONDUIT. 
Fic. 4.—UNIVERSAL PORCELAIN CONNECTOR. 
Ев. 5.—BLOCK CONNECTOR. 


for twin cables, the lead sheathing of each af which is bonded 
to the box by a grip of the type already described, cast (malle- 
able) integral with the box. There is no hole through the 
back of the box by which moisture could enter, external 
fixing holes being provided, and the cover makes a good fit 
with the base. The latter is very shallow (i in.) to айога 
facility in wiring, the necessary depth being put into the 
cover. 


Еа. 6.—TuHREE-WwAvY Box, WIRED WITH “* WAL-KALL ” Porcr- 
LAIN CONNECTORS. 
Itc. 7.—UNIVERSAL Box. 


The porcelain connectors (fig. 5) are of a new. registered 
pattern, having a heavy terminal suitable for looping, a 
screw which fills the hole, and a solid back, the arrangement 
greatly facilitating quick wiring, and taking up very little 
room. 

Boxes of this type are made of various sizes, terminal, 
through, tee, and four-way, and for twin and 3-core cable. 
Universal boxes, with blanking plugs, are also made (fig. 7), 
which can be used for either l.c. cable or conduit, with the 

of the interchangeable machined bonding nipple shown 
separately in fig. 7, this in the former case being fixed in 
place with a screw, and taking any desired size of cable. 
l'he fastening lugs on the boxes are staggered with regard to 
the entries, so that any burr formed on the lugs is away 
from the cables. For back entry with l.c. cable the box can 
be drilled and a nipple inserted. 


Larger adaptable junction boxes, taking up to eight cables, 
are provided, the connector in this case being of the type 
shown in fig. 4 (which also fits into the circular junction 
box), with a central hole for back entry. 

The mode of dealing with switches is illustrated in fig. 8. 
which shows the '" Wal-Kall’’ box (with no holes in the 
back), brass adapter ring (drilled and tapped for use with 
switch, ceiling rose, or wall socket), and a Crabtree quick- 
make and-break switch provided with special earthing piates, 
ensuring the earthing of the dolly and cover in the act of 
fixing the switch to the box. The adapter ring slightly over- 
laps the joint, ensuring a neat appearance, and will have 
two sets of tapped holes (not three, as illustrated), one set 
fitting the switch and the two- or three-pin socket, and the 
other set the ceiling rose. 


Fic. 8.—ATTACHMENT OF SWITCH TO Вохоха Box. 


Where more than one switch or other fitting are to be 
installed a different type of bonding box is used, with adapt- 
able ends, nesting into a '' Wal-Kall" wood block, as indi- 
cated in fig. 9. 


C 


liu. 9.——MopkE or MOUNTING MULTIPLE SWITCHES. 


The switches are fixed by screws passing through the wood 
block into the tapped holes in the bonding box, without cutting 
or driling the block. Circular and square wood blocks are 
also available, with holes, as in fig. 10, allowing any '' Wal- 
Kail ” accessory to be fixed directly to the bonding box. The 


. wood blocks are hand polished. 


The boxes are silver-grey stove finished, or black stove 
enamelled. 

From the foregoing particulars, and still more from the 
illustrations, it will be seen that the new system presents a 
number of interesting and novel features; great care appears 
to have been taken to eliminate defects and to guard against 
the introduction of faults—-for instance, the ways of the cast 
boxes are cored ont  bell-mouthed, to prevent апу 
possibility of injury to the insulating material, and no paint 
or enamel is allowed to smear the interior of the bonding 


Fia. 10.—'* War-KaLn " Woon Prock, sHowiNa CriLina Rose 
IN POSITION, 


clips. By using threaded nipples with nuts to clamp them 
to the boxes, screwed conduit can be coupled to the earthed 
boxes, and with the bonding clips it can be used for other 
combinations. 


* 


O 
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Altogether the system has the air of an '' engineering job," 


bringing the lead-covered cable system up to the same plane 
of etticiency as steel-conduit wiring, whilst retaining the ad- 
vantages of the former. Although it is obviously associated 


with à particular make of cable, its use is by no means 
restricted to that make, provided that the sheathing fits the 
bonding clips. Besides ensuring reliable bonding--the sine 
qua non of satisfactory lead-covered wiring—a distinct saving 
in labour should result from the use of this systern, as all 
the parts are designed with an eve to that end; and with 
labour at post-war prices, this is a consideration of the first 
importance. 


INSTITUTION OF ELECTRICAL 
ENGINEERS. 


THE 


ANNUAI; REPORT. 


Tue Council, at the fiftieth angual general meeting of the 
Institution, held on Thursday last week, presented its 
report and statement of accounts for the year 1921-22, and in 
commenting on the report, the president (Mr. J. S. High- 
field) pointed out that the Council had continued to receive 
evidence of the value attached to the work of the Institu- 
tion, both by the membership and by other societies and 
bodies with which the Institution was in touch. The con- 
tinual growth in membership was emphasised; the total was 
10,275, an increase of 826 on last year, and the average 
annual increase for the last three years was 1,000, notwith- 
standing the increasing stringency of the qualifications for 
admission [Since the date of the report the membership has 
increased still further.] The Rt. Hon. Lord Southborough 
had been elected as honorary member, and during the year 
honours and distinctions had been conferred on five members; 
54 members died during the year. 

Several schemes for a war memorial, to be erected in the 


Institution building, and a design for two bronze tablets, to 


be placed in the entrance hall, had been approved, and the 
War Memorial Book, containing biographical notices and 
portraits of members who fell in the war, was in an advanced 
state of preparation. [The unveiling of the memorial will 
take place on June 28th, the day before the conversazione.] 

During the past twelve months 401 meetings of 
the Institution and its territorial Centres, Sub-Centres, 
Students' Sections, and committees were held; 14 addresses 
and four lectures were delivered, and 21 papers were read; 
in addition a number of papers were accepted for publica- 
tion in the Journal without having been read at the meetings. 


The President read a list of the premiums that had been 


awarded for papers, and said a full account of the commemo- 
ration meetings would be published in a special number of 
the Journal—probably soon after Whitsun. 


The Council had approved a suggestion that a National: 


Electrical Convention be held under the auspices of the 
Institution. It was thought that the first convention might 
be held in connection with the British Empire Exhibition, 
which was to have taken place in 1923, but in view of the 


postponement of the exhibition to 1924 the date of the first 


convention would be reconsidered. 


The attendances during the past vear had been uniformly 
large, and similar interest had been taken bv members out- 


side London. One address and seven papers had been read 
before the Wireless Section. 


Mr. J. Grosselin had been appointed local honorary secre- 


tarv for France in place of Mr. R. V. Picou, who had resigned. 
Ten informal meetings had been held, and the scope of the 


subjects discussed had been widened. The attendances had 


been from 80 to 100 at each meeting. The Committee 


analysed and reported to the Council on the various sugges- 
tions made at the meeting held on January 94th, 1921, to dis- 


cuss inp what wavs the Institution could be made more useful 
to its members. This report was considered by the Council, 
and & number of the recommendations put forward by the 


Committee as a result of that meeting were approved, and 


put into force. 
The number of Students on the register of the Institution 


had reached a record total of 9,455. А very full programme 
of meetings, visits to works, and social functions was carried 
out during the session by the six Students' Sections now in 


existence. 


The following scholarships had been awarded by the 
Council: David Hughes Scholarship (value £50; tenable for 
one year), W. T. Slater (College of Technology, Manchester). 
Salomons Scholarships (value £50: tenable for one vear), 
G. R. A. Murray (King's College, Tondon): P. G. A. Voigt 
ds . With regard to the War 
Thanksgiving Education Research Fund (No. 1), a grant of 
£100 for educational purposes had been made this year by 


(University College, Tondon) 


the Council under the provisions of the trust deed to J. D. 
Cockeroft (College of Technology, Manchester). 


The number of readers in the librarv from Septemb 
ers in Y агу ptember, 
1921, to March, 1922, inclusive, was 1,202, of whom 52 were 


non-members. During the year 251 books and pamphlets 
were presented to the reference library, and 1,450 books were 
issued from the lending library to 564 borrowers; the cor- 
responding numbers in the previous year were 818 and 4x 
respectively. 

A number of objects had been presented to the museum, 
and a scheme was under consideration for the better exhibi 
tion of the apparatus in the collection. 

The Electrical Appointments Board reported that the 
шипһег of unemployed inembers who bad placed their names 
on the register was 120, as against a total of 51 last vear. 

The net cost of printing and publishing the Journal, after 
allowing for sales, was £4,936, as compared with £6,739 (in- 
cluding the cost of the supplement) in 1920. 'The contribu- 
tion of the Institution towards the cost of publishing Scienoe 
Abstracts in 1921 was £978, as compared with £261 in 192, 
but in 1922 the contribution would be reduced. 

A deputation of the Ship Electrical Equipment Regulations 
Committee had been received by the Board of Trade in con- 
nection with the steps that were being taken by the Institu- 
tion, at the request of the Electrical Trades Union, to urge 
the Board to hold examinations and grant certificates to sea. 
going electricians. 

The Wiring Rules Committee had reported to the Council 
as follows: '' Very grave difficulty is found bY this committee 
in dealing with inquiries as to the conformity of appliances 
and fittings with the wiring rules, and the committee is 
strongly of opinion that a body for dealing with questions of 
this kind should be set up, and they recommend the Council 
to reconsider the question of a National Proving House." 
The Council had referred the matter to a committee for con. 
sideration and report. 

In its issue of November 17th, 1921, The Times published 
a letter from Sir Henry Strakosch proposing that German 
reparation payments be made in kind, principally 1n the 
form of electrical machinery. The Council addressed a 
letter to the Prime Minister and to the Chancellor of the Ex- 
chequer taking strong exception to the proposals. 

The Council received last year a letter from the Board of 
Education inviting the Institution to appoint a small body 
of representatives to discuss co-operation of the Institution 
with the Board in the regulation of courses of study and the 
issue of certificates and diplomas to successful students. The 
Council appointed a committee to meet representatives of 
the Board, and five conferences were held. As a result à 
complete scheme to give effect to the objects in view was 
approved by the Council. The proposals were now under 
consideration by the Board of Education. 

The Council regarded the matter as one of very great 
importance, tending to bring the schools more closely inte 
touch with the educational needs of the industry, affording a 
guide to young men as to lines of study, and providing for 
a certificate the value of which would be recognised all over 
the country. Similar arrangements had been made by the 
Institution of Mechanical Engineers ana the Institute oi 
Chemistry. 

The Council had appointed the President and Mr. R. Т. 
Smith to represent the Institution at a conference summoned 
bv the Institution of Civil Engineers to examine the question 
of co-operation among engineering institutions. Other insti- 
tutions represented were the Institution of Mechanical Engi- 
neers and the Institution of Naval Architects. 

The Committee of Management of the Benevolent Fund of 
the Institution reported that on December 31st, 1921, the 
capital account of the fund stood at 27,859, and the accu- 
mulated income at £1,583. The donations and subscriptions 
to the fund in 1921 amounted to £1,424. In the course of the 
year 25 grants were made to 14 persons, amounting to a tot?’ 
of £525 5s. After making provision for contingencies, as in 
the previous year, there is a margin to the good on the 
revenue account of the Institution for 199] of £639, Ths 
amount, which has been carried to the credit of the general 
fund, compares with £673 in 1990, a decrease of £34. Mort- 
gages now stand at £94,331. The total of the Life Compos 
tions Fund on Janwary Ist, 1991, was £5.676. Out of thi: 
the sum of £86 has been transferred to the General Fund. їп 
accordance with the articles of association, on account of life 
compositions of members deceased during the vear, leaving to 
the credit of the fund £5,590. The assets amount to 
£115,354, against liabilities £6,415, leaving a surplus of 
£108,939, which. in comparison with that of the year 193. 
viz., £102,696, shows an improvement of £6,243. 

Both the reports and the accounts were adopted unani 
mously. | 

The Council of the Institution of Electrical Engineers has 
made the following award of premiums for paners read during 
the 1921-22 session, or accepted for publication :— 

The Institution Premium, to Mr. J. G. Hill; Ayrton Pre 
mium, to Mr. L. H. A. Carr; Duddell Premium, to Mr. T. L 
Eckersley; Fahie Premium. to Mr. E. S. Byng: John Hor 
kinson Premium, to Mr. F. P. Whitaker: Kelvin Premium. 
to Mr. R. Torikai; Paris Premium, to Mr. J. A. Kuryer: 
Extra Premiums, to Mr. J. Anderson. Mr. F. J. Teaco. Mr. 
W. Wilson; Wireless Premiums. to Mr. E. B. Мо, 
Mr. L. B. Turner, and Mr. C. S. Franklin: Willans Premium 
(awarded triennially alternately by the Institution and the 
Institution of Mechanical Engineers), to Mr. K. Baumann. 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest. 


A New Street-lighting System. 


A new type of lighting fitting has recently been developed 
by the American GENERAL ELECTRIC Co., Inc. This was re- 
cently described in the Electrical World. The main idea of 
the device is to illuminate the roadway only and not the 
facades of buildings in addition. The reflectors, which are 
employed in pairs as shown in the illustration (fig. 1), consist 
of three parts, one within another, and with an opening in 
each. By this means it is claimed that the greater part of 
the light that would be lost under ordinary conditions by 
reflecting upward and outward, is collected and cast in both 


Его. 1.—New STREET-LIGHTING FITTING. 


directions on the surface of the roadway. The rays that 
would escape if only one reflector were used are picked up 
by the inner reflectors and directed towards the roadway at 
an angle of 10 deg. below the horizontal. Two single para- 
bolic reflectors to give the same effect would have to have 
approximately 15 ft. spread. The bracket holding the re- 
flector is adjustable in both a horizontal and а vertical 
direction. 
The B.T.H. “ Posterlite " Fitting. 


A new form of fitting for illuminating posters has been 
introduced by the British THomson-Houston Co., LID., 
Mazda House, 77, Upper Thames Street, E.C.4. This fitting, 
which is illustrated in fig. 2, consists of a sheet copper 
trough with silvered glass reflectors bent to correctly-designed 
contours to give a concentrated flat beam. The mouth of the 


Fic. 2.—TuHe B.T.H. '' PosrERLITE " Fittina (OPEN). 


trough has across its length louvres of diffusing glass and 
metal. These modify and diffuse the light on the upper 
portion of the hoarding without in any way interfering with 
the main beam of light which illuminates the. lower portion. 
In this way an even illumination is produced over the entire 
vertical surface. The lateral distribution of light is very 
wide, allowing the units to be spaced as much as 10 ft. apart. 
Each fitting takes two 250-W projector-type ‘‘ Mazda ” lamps, 
which can be connected either in series or parallel, according 
to the voltage of the circuit. ''Posterlite '" units can be used 
on all hoardings with a height of from 10 to 20 ft., and, where 


there are no adjacent brightly-illuminated surfaces, upon 
hoardings, 25 ft, in height. In the most favourable conditions 
the spacing of the fittings can be extended to 15 ft. The 
backplate 1s so designed that it may be attached either to 
the front or the back of the hoarding, the tube being secured 
in position by two taper pins passing through the boss in 
the backplate. An insulated connector is provided at the 
head of the bracket. 


The ** Shurvent " Fuse, 

The ‘‘ Shurvent’’ fuse system, designed by the WESTING- 
HOUSE ELECTRIC & MANUFACTURING Co., East Pittsburgh, Pa., 
acts on a baffling principle, the underlying idea being to 
retard the escape of the mses formed when the fuse “blows,” 
sufficiently to maintain enough pressure within the cartridge 
to extinguish the arc, and to allow these gases to cool, pre- 
venting damage to апу gear in the neighbourhood of the 


Fic. 3.—THE '' SHURVENT " FUsE. 

fuse. These objects are attained by the use of a series of 
three washers fixed in each end of the casing. | The 
washers are channelled to form air chambers, and they are 
connected to the inside of the casing, to each other, and to 
the outer air by "staggered'" openings. The design is illus- 
trated in fig. 3. 


4,000-KVA Single-phase Transformers. 


As we recently announced, a contract for the supply of 
single-phase transformers for the Mangahao (N.Z.) hydro- 
electric scheme has been secured by Messrs, FERRANTI, LTD., 
180, Fleet Street, E.C.4. 


Fie, 4.—A 4,000-kV ^, 110,000/10,500-V SINGLE-PHASE 
TRANSFORMER. 


One of these is illustrated in fig. 4. This is a 4,000-kVA unit 
of the core type, oil immersed, with forced oil circulation. The 
transformers are to be used in banks of three, forming three- 
phase groups, each of 12,000 kVA, 110,000/10,500 V, 50 cycles. 
Special oil-filled terminals are fitted on the 110,000-V side. 
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NEW PATENTS APPLIED FOR, 1922. 


(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Mzssas. Sarton-Jongs, O'DatL AMD 
SrsPHkNS, Chartered Patent Agents, 385, High Holborn, London, М.С. 1. 


13.218. '' Loaded signalling conductors.” 
(Western Electric Co., Inc.) May 10th. 
13,229. *'' Magneto control devices." P. Fogarty. May 10th. 

13,294. '' Electric arc. lamps." A. Meyere. May llth. (France, May 
12th, 1921.) 

13,278. " Telephone, Аса call register.” 
May 11th. 

13,298. *' Electric current converting machinery." F. Contelf. May llth. 
13,307. “ Magnetos. “| P. H. Taylor. May llth. 

13,310. '' Tripping gear for automatic electric circuit breakers.” А. E. 
Angold, Р. Н. Coales, А. H. Railing and H. C. Turner. May 11th. 

13,312. Projection system for motor«ar head lamps.” H. S. Ryland. 
` May lith. 

13,319. " Мотог-саг head lamps.” H. S. Ryland. May llth. 

13,316. *“ Press button switches for electrical circuits." F. Cicogna and 
E. Mariani. Mav Ith. 

13,322. '' [Eecirical transformers." British Electric Transformer Co., Ltd., 
and J. Roothaan. May lltih. 

13,530. U Overticad «eciriz tramway systems." F. Ainsley and W. Platt. 
May llth. 

13.341. "'' Elecirialiv-driven. road vehicles." F. Crawford. Мау llth. 
13,442. "" Loaded signaling conductors.” Western Electric Co., Ltd. 
(Western Electric Co. ines. May lth. - 
13,249. "' Electric discharge tubes." Naamlooze Vennootschap. Philips’ 
Glocilampen babrieken. May llth, (Holland, June 14th, 1921.) 

13,333. ** Sparking plugs.” D. H. Corbin and Sphinx Manufacturing Co., 
Ltd. May lith. 
13.330. '' Manufacture of sparking plugs.” D. 
Manutacturing Co., Ltd. May llth. 

13.550. '' Generation of alternating currents by 
E. Y. Robinson. May 12th. 


Western Electric Co., Ltd. 


А. E. Jones and S. Robison. 


H. Corbin and Sphinx 


thermionic devices.” 


13,384. '' Electrode holder for electric welding." R. W. Strawson. 
May 12th. 
(33$. 8° Movable supports for electric Jight, gas, &c." J. Dugdill. 


May Lth. 

13,422. ‘ Welding electrodes.” А. P, Strohmenger. May 12th. 

13,429. “ Electric. switches," А, L. Davis. May 12th. 

13,44). ‘Sparking plugs.’ S. M. Brown. Mav 12th. 

13.442. '' Electric circuii; controllers," British Thomson-Houston Co., Ltd. 
(General Electric Со.) May. 12th. 

13,445. ' Wireiess induction coil holders." A. Rothschild. May 12th. 

13.4347. 8 Portabh accumulator cells.” А. P. Ford. May 12th. 

13,450. * Convertible and multiple electric junction plugs." Р. Arnouil. 
May 12th, (France. May 12th, 1921.) 

13,454. '' Electron discharge — devices.” 
(Western. Electric Co., Inc.) May lth. 

19,460. ''Checking apparatus for telephone calls." О. & S. Oilless Bear- 
ing Co., Ltd. May 12th, 

13,471. '"" Regulating devices for electric installations." Etablissements de 
Dion Bouton Soe, Anon. May 12th, (France, June 27th, 1921.) 

13,906. '* Telephone systems" — Automatic. Telephone Manufacturing Co., 
Ltd., and C. Gillings. May 13th, 
eo " Movabic supports for electric light, gas, &c." J. Dugdill. May 


Western Electric Со, Ltd. 


13,547. “ Electrical contro! and/or operation of hydraulic machinery, steam, 
&c., engines, lifts, &с.' L. G. A. D. C. Gaunt. May 13th. 

13,551. '' Electric cables for submarine telegraphs and telephones." W. P. 
Granville and W. S. Smith. May 13th. 

13,5592. “ Wired wireless telephone systems." Ges. fur Drahtlose Tele- 
graphic, May 13th. (Germany, May 14th, 1921.) 

13.988. ** Wind-driven electric. generators," €. O. Olson. Mav 15th. 

13.999. ''System for regulating voltage of dynamo or electric generator.” 
G. Fornaca. Mas 15th. 

13.601. '' Primary cells." V. E. Richards. May 15th. | 

13,002. “ Apparatus for forming depolarising element of primary cells.” 
V. E. Richards. May 15th. ` 

13,603. ''Primary cells.” V. E. Richards. May loth, 

13,6027. '' Electric light fittings." A. Bushell. May 15th. 

13.041. “ Electric. protective systems," — Metropolitan-Vickers Electrical Co., 
Lt. May Voth. (United. States, May 24th, 1921.) 

13.647. Portable electric lamps." R. €. Kay. May 15th. 

13.65. “ Means tor reducing disturbing effects of atmospherics, &e., in 
wireless signalling." А, G. T. Cusins. Mav 15th. 

13,6062. "* Dynamo-electric machines.” J. C, 
(United States, May 13th, 1921.) 

13,063.“ Transinitting apparatus utilising the principle of the Wheat- 
stone bridge." Schneider et Cie. May Lith. (France, June 15th, 1921.) 

13.670, '* Electric engines." H. Масе. Мау 15th. 

3700. ** Electrically-illuminated devices." J. W. Stevens. Мау 16th. 

13,717. “ Head-limps of motor vehicles," G. A. Beckett. Мау 16th. 

13.726. “ Electrodes for electric welding.” J. D. Morrison. May 16th. 

13,7460. '" Wireless telegraph transmitters, &c." C. F. Elwell, Ltd., and 
B. E. G. Mitel. May 16th. 

13.747. .'" Thermionic valves, &c." C. F. 
Mittell. May 16th. 

13.748. “ Continuous wave and wireless telephony transmitters." Radio 
Communication Co., Ltd., J. Scott-Tagpart. Мау 1th. 

13,49.“ Thermionic valves, &c." Radio Comn unication Co., Ltd, and 
J. Scott-Taggart. Мау 16th. 

13,730. "“ Radio communication, — &c., 
May 16th. 


13.751. *'' Electric. hand-lanterns.™ J. Eaton, Efandem Co., Ltd., and A. H. 
Wiliams. May 16th, 

pho. t Head lamp for motor vehicles." J. C. Morrison. May 16th. 

3.762. Contacts for relays," J. B. Balitho. Мау 16th. 

13,003.“ Wireless and wired wireless telegraphy and telephony.” J. B. 
Bolitho. May Itch. 


Lincoln. Мау 15th. 


Elwell, Ltd., and B. E. G. 


signalling." J. Scott-Taggart. 


13.079. Troliey-poies of overhead systems of electric traction." Breck- 
nell, Munro & Rogers, Ltd.. and H. I. Rogers. May 16th. 

13.792." Sparking plugs." H. E. Hollawayv. Мау 16th. 

T3274. “Electrodes for electric welding." E. J. Clarke. Mav 16th. 

3.795, 8 Electricat!lv-operated. “mining plant.” Metropolitan-Vickers Elec. 


піса Con Ltd., J. F. Perry, and A. Stubbs, Mav 16th. 
LISTE.“ Leading-in conductors for vitreous material. G. Holst. Naam- 


looze Vennootschap Phillips? Gloeilampentabrieken, and. E. Oosterhuis. 
Мау Iih. | 


13,902, “ Methad of transmitting pictures by telegraphy.” R. S. Clay. . 


Mav 17th. 

14.944. '! Electric. avens, с.” R. O. King. May 17th. 

13,9053. ** Telephone instruments," — British L. M. Ericsson Manufacturing 
Со... Ltda, and W. M. Crowe, May Ith. 

13,312. '' Electric. "witch," M. А. Persson. May 17th. (Sweden, June 
2nd. 1921.) 


13,513. *! Wireiess systems and apparatus." R. С, Bookless and R. T. 
Smith. May 17. 

15,917. t Magneu -electri generators, &c." 
and G. B. Rolie. Mav W7th. 

13.918. * Electric testing instruments." Evershed & Vignoles, Ltd., and 
С. В. Rolfe. Mav 17th. 

Ef. 8 Electric control svstems.™ British "[homson-Hou-ton 
eneral El emi Cc.. May 17th. 


Evershed & Vignoles, Ltd., 


Co., Ltd. 


13,926. “Terminals or connections for electric conductors.” British 
Thomson-Houston Co., Ltd., E. G. Parrott, and A. P. Young. May 17th. 

13,932. “ Burglar .alarm, &с.” I|. Jascourt, J. Rose, and 5. Sigalof, 
May 17th, 

13,941. '* Motor head-light." H. S. Ryland. May 17th. 

13,949. "' Radio-communication, &c., signalling." J. Scott-Taggart. May 
17th. 

13,956. “ Receivers for telephones, &c.'" Automatic Telephone Manufac- 
turing Co., Ltd., P. N. Roseby, and S. R. Smith. May lřth. | 

13,957. '' Telephone systems." Automatic Telephone Manufacturing Co., 
Ltd. May- 17th. (United States, May 23rd, 1921.) 

13.967. “ Locking device for electric lamps, &c." W. J. Birnie. Мау 18th. 

13,982. “ Combined automatic table bell and indicator." F. С. Austin 
and G. H. Austin. May 18th. | 

14,004. “ Automatic switches for teisphone systems." Automatic Telephone 
Manufacturing Co., Ltd. May 18th. (United States, May 23rd, 1921.) — 

14,009. ''Fan device for electric transformers, &c." Bureau d'Organisa- 
tion Economique. May 18th. (United States, May 17th, 1921.) — 

14,021. “ Electric incandescent lamps." Н. A. E. Eason and Siemens Bros. 
and Co., Ltd. May 18th. 

14,022. ‘Selecting devices for telephone svstems." J. E. Collyer, E. А. 
Peiithory and Siemens Bros. & Co., Ltd. May 18th. 

14,030. “ Radio receiving systems." British Thomson-Houston Co., Ltd. 
May ]|Bih. (United States, May 18th, 1921.) M 

14.038. * Thermostat for electric firealarm systems." H. A. Gill (Vigilant 
Automatic Fire Alarm Co., Ltd.). May 18th. | 

14,042.“ Manufacture of electric incandescent lamps." General Electric 
Co., Ltd. May 18th. (Germany, May 19th, 1921.) 


+ 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed apd abridged, and all subsequent proceedings will be taken. 


A920. 

32,422. “ Magnetic fuses.” W. А. Legge. November 17th, 1920. (179,211) 
33,562. *' Electric batteries." D. Pepper. November 29th, 1919. (154,530, 
33,570. © Method of and apparatus for receiving high-frequency electric 
signals." D. G. McCaa. December 4th, 1919. (155,244.j | | | 
34,105. ‘* Protective apparatus for ring mains or line sections in which 
the direction of the electrical energy is liable to vary." Siemens-Schuckert- 
werke Ges. December 2nd, 1919. (154.G22.) 
30,996. '' Junction boxes for conduit piping." 
1920. (Cognate application 6,956/21.) (179,229.) 


: 1921. | 

965. “ Vapour electric current rectifying apparatus." А. S. Cachemailk 
(Westinghouse Lamp Co.) January 4th, 1921. (179,233.) 7 

276. “ Manufacture of artificial filaments, threads, and films.” British 
Cellulose and Chemical Manufacturing Co., Ltd., C. W. Palmer, and W. A. 
Dickie. January áth, 1921. (179,234.) 

2,801. '' Electrical heater-resistance elements." R. W. Reynolds. Januar) 
21st, 1921. (179,249.) | 

3,308. '' Electrically-controlled gas valves." D. E. W. Rees, January 27th, 
1921. (179,232) | MK 

3,364. '' Electrical means for detecting, observing, indicating. or measur- 
ing minute movements," J. J. Dowling. January 27th, 1921. — (179.254.) 

3,389, “ Apparatus for the reproduction of sound-waves." R. Mylo. (Јали 
ary 27th, 1920. (158,571.) . nr 

3,489. “ Electrical instantaneous water-heater with continuous circulation 
E. C. R. Marks (E. Casselli), January 28th, 1921. (179,262.) 

3.693. " Telegraph and telephone systems." 1. Hortix. January 8180, 1921. 
179,271. _ 
е Spark plugs." P. J. Donavan. January 31st, 1921. (179,275.) 

3,501. “ Burglar alarms." N. Reeves, February 2nd, 1921. (179,289) — 

3,592. ''Conibined electric plugs or holders and circuit-breaking devices. 
L. Poncet. February 2nd, 19821. (172.292) 

3.906. *'Submersible electrical machinery." E. L. W. Byrne. February 
2nd, 1921. (179,295.) 

4.088. '' Alloys." British Thomson-Houston Co., Ltd. 
Co.) Februury 3rd, 1921. (179,306.) 
4,0091. “ Electron discharge "apparatus." General Electric Co., Ltd., and 
C. F. Trippe. February 3rd, 1921. (179,307.) 

4.120. *' Electrical plug switches, switch fuses, and the like." H. F. 
Shanahan. February 3rd, 1921. (179,313.) | 

4,194. “ Electrically-heated cooking ranges.” Metropolitan-Vickers Elec- 
trical Co., Ltd. March Ist, 1920. (159,871.) 

4.253. ‘ Electrical switches," G. Winter and R. Winter." February 95th, 
1921. (179,319.) | | _ 

4.285. “ Dynamo-electric machines." J. W. Burleigh. February sth, 1921. 
179,320. | 
| 4,300. 5 Means for supplving current to valve-amplifiers employed in wire 
less signailing." P. P. Eckersley, J. M. Furnival, Н. R. C. V. De Velde. 
and J. Stewart, Jun. February Sth, 192]. (179,321.) 

4,377. “ Manufacture of carbon electrodes." I. Szarvasy. November 29th, 
1917. (158,K'K).) 

4,663. ‘ Heavy current transmitter ог repeater for telephony." Р. J. 
Walsh. February 9th, 1921. (179,328.) : І 

4,761. ‘Arrangement for the recovery of energy in electrical railway sye 
tems employing  series-connected d.c. motors." Е. Santuari. March lst, 
1920. (159.873.) | | , | 

4,940. '' Apparatus for controlling or directing the rays of light emitted 
from the headlights of motor road vehicles and other powerful light pro- 
jectors for preventing glare or dazzling effect to the eyes." А. E. Terry. 
February 12th, 1921. (179,334) | 

3,042. “Electric plug and socket couplings." J. A. Crabtree. February 
lth, 1921. (179,336.) . . 

5.382. "Electric insulators.” Metallurgique Electrique. September 2th, 
1920. (169,678.) „ 

5,433. ‘Gas or electric light fittings.” T. J. Saveker. February 1ЛҺ, 
1921. (179.343.) 

5.743. “ Wireless receiving apparatus." — British 
Ltd., and R. C. Clinker. February 19th, 1921. 
(179.347 .) А : 

6.712. ‘Electric light lamp sets for motor-cycles and sidecars.” J. F- 
Smith. March Ist, 1921. (0179.359.) | А 

7,340. ‘Safety apparatus for electric tramways and the like." S. Н. 
Trippe. March 8th, 1921. (179.369.) 

8.077. ‘Insulators for supporting electric conductors." E. Parry. March 
lót, 1921. (179,378.) | | 

12.238. '' Method of mounting the terminals of electrical heating elemen's 
and the like." Electric Fires, Ltd., F. L. Newhouse, and C. H. Smith. 
April 2tth, 1921. (179,424.) " 

12.775. “ Tramway or railway rail joints." L. Ekberg. October 15th, 
1920. (170,265.) a 

13,348. “ Means for and methods of interlinking electric power stations. 
А. M. Taylor. February 2nd, 1921. (179,436) j 

13.405. | Incandescent electric lamps." K. Kambayashi. May Ith, 1t. 
(179,437 .) | SM 

17.944. *'* Electric conductors and method of insulating the same. ap 
Thomson-Houston Co., Lid. (General Electric Co... July 1st, 1921. (179 ann. 

18,349. *'''Commutator dvnamo-electrical machines.” MetropolitaniVickers 
Electrics! Co.. Ltd. July 30th, 1920. (167.1239) _ 1 

33.3465. t High-tension electric condensers. E. Pfiffner. January oth, 1221. 
(173,7 144.) 


J. W. Jones. December 3151, 
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THE LE.E. SUMMER CONVENTION. 


Tue second post-war summer meeting of members of the 
Institution of Electrical Engineers at the Scottish 
Centre concluded on Friday evening last week, being 
voted by one and all of the participants an unqualified 
success. It was said that the popularity of the South 
Wales meeting two years ago was undoubtedly largely 
due to the wise decision to avoid in the programme any- 
thing in the nature of formal meetings, and thereby 
aiford an opportunity of devoting the whole time to the 
development of the purely social aspects of the trip. 
This year, however, neither the business nor the social 
uspect was neglected, and the presence of so many ladies 
in the party was a particularly appreciated feature. 

Everything favoured the event; the weather could not 
have been better: and well-b: diced orvanisation carried 
the project through almost without a hitch. Only those 
who have been concerned in the planning and carrying 
out of similar arrangements can have any idea of the 
time that needs to be spent and the amount of unobtru- 
sive hard work that has to be done to ensure the success 
of such an outing. All those responsible for thts year’s 
programme, and particularly Mr. Joseph Taylor, hon. 
secretary and treasurer of the Scottish Centre, deserve 
congratulation on the success with which their efforts 
were crowned. 

Those who bewailed the smallness of the number of 
participants in the South Wales and Monmouthshire 
trip had no cause for complaint this year, and should 
similar meetings become annual events in the activities 
of the Institution, as they bid fair to do, it may be 
advisable to set a limit on their size—too large a party 
is apt to become unwieldy when travelling. 

With a group of moderate dimensions are associated 
more sociability and comfort, and opportunity is 
afforded for all its members to become acquainted with 
one another; friendships formed under such congenial 
circumstances are of the best and most lasting. Func- 
tions of this sort play an important part in the lives of 
engineers; they provide opportunities for the younger 
men to come into contact with their seniors on a plane 
of social equality, which is not possible in their every- 
dav course of business. Moreover, they permit informal 
exchange of opinion on current topics of the day to be 
curried on in a way that should be of the greatest 
possible benefit to all concerned. 

The case for a great National Convention of the whole 
of the electrical associations in the kingdom, which we 
have often advocated, and which was so cordially sup- 
ported by Major H. Richardson last year in his pre- 
sidential address to the I.M.E.A., stands on a different 
footing. Such a Convention, like the British Associa- 
tion’s annual ‘assembly, would be held at one centre, and 
no question of travelling facilities would arise. As we 

said nearly a year ago, it would afford to the whole of 
the industry a unique opportunity for meeting every- 
body and discussing everything in the electrical field, 
and we were glad to notice in the recent report of the 
Council of the Institution that the suggestion had met 
with its approval, and might perhaps be brought to 
fruition next year. 

A feature of the Convention was the West Highland 
excursion, on which journey vistas of Highland scenery 
that are among the finest in all broad Scotland were re- 
vealed to all who embarked on it. Not the least inter- 
esting part of the varied itinerary was the opportunity 
given of witnessing examples showing how the water- 
power resources of the Scottish Highlands can be utilised, 
and much power that i 18 at present being wasted can be 
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conserved. Hitherto the importance of water-power 
development has not been sufficiently appreciated in this 
country, and many schemes that have been projected 
have met with such fierce opposition, even from public 
sentiment, that they have had to be abandoned. 
Although these islands are not abundantly blessed so 
far as potential water-power resources are concerned, we 
have a certain amount, which would, if developed, afford 
a considerable measure of relief to the continually in- 


creasing dearness of coal and growing scarcity of fuel. | 


Dr. Magnus Maclean estimates that the water potential- 
ities in Scotland are capable of yielding considerably 
over half a million horse-power, which would mean a 
saving of many million tons of coal per year. Water- 
power production is many times more efficient than 
power produced from coal—at least 90 per cent. 
efficiency can be obtained from the amount of water 
passing through a turbine, against 20 рег cent. 
from coal. Moreover, the saving in man-power by pro- 
ducing energy from water power, as compared with 
steam power, is large, especially if the number of men 
required to mine the coal and transport it about the 
country is considered. 

Water power is the greatest asset a nation can possess, 
and any scheme, tidal or otherwise, that is capable of 
being commercially developed, even at what may appear 
to be a great initial cost, should receive most careful 
consideration so that the community may utilise the 
gifts of nature, now running to waste, and thus relieve 
the ever-increasing difficulties of our coal supply. 


DEALING with export questions before 
The German the recent general meeting of the 
Export Trade. Central Union of the German Electro- 
technical Industry at Wurzburg, Herr 
Brandt stated that export prices were kept considerably 
higher than the German inland prices through the con- 
trol exercised by the Foreign Trade Bureau and the 
action of the price department of fhe Central Union. 
The exports, which in 1921 represented in quantity from 
59 to 60 per cent. of the exports in 1913, were not in- 
creasing, although the world’s requirements and manu- 
facturing had considerably increased in the meantime. 
The United States was now producing from 50 to 60 
per cent. more than in former peace times and the pro- 
ductive capacity of that country had been doubled. 
Large increases in the output capacity had also taken 
place in England, France, and Switzerland, while other 
countries, Spain, for instance, had built up an elec- 
trical industry. In conclusion, the speaker remarked 
that competitors had grown and the difficulties were 
considerable, but the difference in prices was no longer 
so great as to permit Germany to secure the orders 
through this difference. 


ELECTRICAL men who аге studying 


Advice to the foreign trade situation and are 
Those about anxious to profit from the advice of a 
to Trade man of ripe experience in India will 
in India. do well to read carefully some informa- 


tion received from one of our Special 
Correspondents and published on another page to-day. 
In reviewing the electrical situation there, he discusses 
the changes that are taking place, pointing out that 
though Japan had things all her own way during the 
war, the market 18 now shifting back again towards the 
West, though not entirely to England. Germany is 
naturally resuming her former activitv. and the atten- 
tion of the British manufacturer and of the British 
workman is directed to tlie effect that price will almost 
inevitably have upon the course of business, notwith- 
standing the war-time expression of pious determina- 
tions against trading with a people whose ill-deeds made 
them infamous. Another point whereon our Correspon- 
dent's lengthy experience is of inestimable value is tne 
avoidance of indiscretions by travellers new to the 
Indian market. The man who is out for orders must be 
above all discreet and tactful, willing to conform to the 


rules of the business houses whatever may be his personal 
opinion regarding those rules. It is useless to imagine 
that houses that have. been. established for many years 
and have adopted particular ways of conducting their 
operations will alter those wavs for a newcomer with- 
out some very special reason. This is but one of the 
many pieces of good counsel that go to make up the 
complete guide required by the man who means to 
seriously study a market with a view to approaching 
its buyers aright and by the manufacturer who seriously 
intends to make the articles that a market requires 
rather than to try to pass off upon it the type of article 
that he makes. Here and there the foreign buyer may һе 
waiting on his doorstep to receive the British salesman 
or traveller, but, generally speaking, it would be unwise 
to lay out plans for a lightning tour. Frequently 
enough the traveller will have to wait for the potential 
purchaser's convenience if he means to have an inter- 
view, and sometimes it has paid well to wait weeks to 
see one man. 


UxpER the Electricity Supply Act, 
1919, the Electricity Commissioners, 
after they have delimited a district, 
hold an inquiry into schemes for the 
reorganisation of the electricity supply in that district. 
The Commissioners then take these schemes and revise 
them, or replace them by one of their own, as they think 
fit. After this the Commissioners have to publish their 
approved scheme and hold another local inquiry. Now, 
out of the 15 districts delimited, a good many of the 
first inquiries have been held, but no second inquiry 
has vet taken place. It is to be hoped that when these 
second inquiries are held the Commissioners will find 
some method of cutting them down to the shortest pos- 
sible limit. It will be remembered that the London and 
Home Counties Inquiry lasted over 26 days, and covered 
over 12,000 questions, not to count counsels’ speeches 
and interpolated explanations. We trust that when the 
second inquiry for London comes along there will be 
some limit fixed to loquacitv. We are reminded of all 
this by seeing that the Commissioners recently issued a 
draft Order under which they may apportion the 
expenses of an inquiry between the various parties and 
in such proportions as they think fit. The Commissioners 
would be conferring a benefit on the public if they could 
use these powers as a rod of castigation on those who 
insist on appearing at the inquiries as obstructionists 
or merelv to cross swords over ancient feuds. If the 
Commissioners could recover their expenses at the 
inquiries by imposing fines on irrelevancies and such- 
like they would, while filling their coffers, at the same 
time confer an inestimable benefit on everybody con- 
cerned in the inquiry. 


A Call 
lor Brevity. 


Some light on this question was 

German Repara: thrown by Herr Busse in the course of 
tion Offers and a report placed before the fourth 
Deliveries. . general meeting of the Central Union 
of the German Electrotechnical Indus- 

try, which was held at Wurzburg towards the end of 
May. The report stated that in connection with the 
agreements for reparation deliveries in kind, the Ger- 
man electrical industry alone made offers in 1921 which 
represented а milliard. gold marks (£50,000,000) in 


lighting and power plants and a half a milliard gold 


marks (£25.000,000) in telephone and telegraph instal- 
lations. But practically no replies were received. It was 
only last winter that conditions improved, and down to 
the present time the Germans had received orders worth 
a total of 312,000,000 paper marks, of which 161 mil- 
lions applied to lighting and power plants, 111 millions 
to cables, and the reinainder to telephone and telegraph 
installations. Of these orders only 2,500,000 marks 
devolve upon France, 25,000,000 on Italy, 66,000,000 
on Belgium (telephone and telegraph articles only), and 
117,000,000 marks on Jugo-Slavia. АП these orders 
are exclusively for State purposes, and, with the excep- 
tion of Serbia, no contract has been placed with German 
works for private account. 
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For the afternoon of the first day of the Convention, 
alternative attractions had arranged: a circular 
excursion by motor charabancs to the Glasgow Corpora- 
tion reservoirs at Milngavie, via Bearsden, Stockiemuir, 
Blanefield, &c., appealed to the majority of the visitors, 
whilst the smaller 
party was conveyed 
by the same means 
on a visit of inspec- . 
tion to the Clyde's 
Mill electric power 
station of the Clyde 
Valley ^ Electrical 
Power Co., one of 
the largest under- 
takings of its kind 
in the kingdom. 
. The company was 
incorporated .by Act 
of Parliament in 
190 to generate 
and supply  elec- 
trical, energy .with- 
in: parts of the 
· Counties of Lanark, 
Renfrew, Dumbar- 
ton, and Stirling. 
The area of supply 


been 


extends from 
Craigendoran and Fic, 3.—ТнЕ 
Port Glasgow on 


40 


of coal per shift, in thousands 


th 


Lonp Provost AND LEADING MEMBERS OF THE I.E.E. 


prehensive system of distribution mains, and for the 
provision of a number of sub-stations. : The two stations 
are located at Yoker and Motherwell, distant respectively 
about 6 and 13 miles from Glasgow ; the former station 
stands on the right bank of the river Clyde, and is well 
situated for the dis-. 
tribution of electri- 
city amongst the 
shipbuilding and 
engineering works 


lying along the 
river, whilst the 


latter station is in 
the heart of the 


steelmaking and 
coal mining dis- 
tricts — both these 


stations were 
started on commer- 
eral load in 1905. 
.At Yoker the plant 
Consists of two 
3,000, two 5.000, 
and one 15,000-kW 
turbo - alternators, 
with the necessary 


boilers and 'auxi- 
liary plant. An 
additional boiler 


house is 1n course of 


construction to ac- . 


100 
50 
0 . ' i D ' 4 , ' i ' ! i ' i Ц t i { ' ` ' i by ' ' ' ' b 
©) 190 150 200 "i 300 
K —kWh per shift, in thousands. ` А 
The total coal consumed and the kWh generated. are plotted per shift for «ach month; the same is done for water. Then each month a base line P 
drawn on squared paper, which represents the coal per kWh, or water per kWh, less the station losses—that is to sav, if the coal line for the previous 
month is c — 16,600, plus 1.714 к, then the base line is at 1.714, and the performance of each shift is plotted against that line. If any shift result line 
shows a great' departure from the base line, an inspection of the summary sheet should help to reveal the cause of the disparity. 
Fig. 4.—'' PansoNs" Comparative Erriciency DIAGRAM OBTAINED AT DALMARNOCK (see p. 762). 
the west to Lanark and Shotts їп the east, 735 commodate six boilers, each capable of evaporating 
square miles, along the valley of the River Clyde, 44.000-lb. of water per hour. The Motherwell plant 
and it embraces one of the most important in- comprises-one 3,000 and three 5,000-kW sets. 


dustrial areas in ihe United Kingdom. -In 1902, 
^ contract was awarded for the erection and equip- 
ment of two generating stations, for the laying of a com- 


As an urgent war measure a third station to contain a 
5,000-kW turbo-alternator, boilers, and other plant was 


completed and put into service in 1915, within a year. 
D 
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This station is situated at Cambuslang, in the County of 
Lanarkshire, and is built upon the left bank of the River 
Clyde on the site of the old Clyde’s Mill, from which it 
takes its name. The buildings and plant have been ex- 
tended from time to time (the ground taken up by the 
company extends to about 52 acres), and the site is 
admirably served by railways, over which coal may be 
drawn directly from the Stirlingshire, Lanarkshire, and 
Ayrshire coal fields. With the site the company 
acquired the ancient water rights pertaining to Clyde's 
Mill and, in addition, it has also acquired the control- 
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followed by a dance. 


interconnecting cable is now being laid between the 
Yoker and Clyde's Mill stations. 

After being entertained to afternoon tea, both parties 
returned to Glasgow; later in the evening at the City 
Chambers a reception of the guests by the Lord Provost, 
Conveners, and members of the Tramway and Electricity 
Committees of the Corporation, took place, and was 
During the evening an excellent 
programme of vocal music was rendered by the Glasgow 
seleet Choir, which was highly appreciated. 

On the morning of the second day of the meeting, 
May 3lst, a visit was paid to 
Glasgow University, a short tramear 
journey westward from the centre of 
the city.. There in the old Kelvin 
lecture room, the scene of so many of 
Lord Kelvin’s early experimental 
demonstrations, Principal Sir 
Donald MacAlister cordially wel. 
comed the visitors to Gilmorehill. A 
paper on the subject of ** The Hydro- 
electric Resources of the Scottish 


Narcoemca vo "umaras of Mow Woans 
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Highlands " was then read by Prof. 
Magnus Maclean, D.Se., LL.D., &c., 
of the Department of Electrical 
Engineering, Royal Technical Col- 
lege, Glasgow, in the course of which 
һе pointed out that, personally, he 
was concerned with water power not 
only as an industrial proposition, 
but also as a means of elevating the 
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Ето. 5.—CaTCHMENT AREA OF THE LOCHABER HyDRO-ELECTRIC SCHEME. 


ling interest of the water rights on the opposite side of 
the river. That being so, it is entitled to utilise the 
whole flow of water passing down the River Clyde, and 
in this respect the power station occupies a unique 
position. ! 

The coaling arrangement is such that the stock is 
carried on the ground rather than in overhead bunkers, 
thus eliminating the need for heavy steel structures. 
The fuel is delivered into a ‘‘ fan " siding, and is there- 
after hauled by electric locomotives that collect their 
energy from overhead conductors. 
The four-roll type crushers have a 
capacity of 40 tons per hour when 


national life, of restoring its man 
power, of relieving the congestion in 
large centres, of resettling the people 
on the land, and of furnishing them 
with better houses, food, and clothing, and a more 
natural life in the country. In a word, he held that the 
proper use of water power in the Scottish Highlands 
would go far to solve some of their pressing problems 
and promote comfort and contentment among large 
sections of the population—and that the healthy life of 
the country would react in a beneficial way upon the 
higher interests of the cities. 

For several past generations the Highlands had been 
pouring their best manhood and womanhood into the 
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breaking 18-in. cubes to a size that 
wil pass through a lł-in. mesh. 
The 10 boilers are of the land water- 
tube type, and each is capable of 
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evaporating 33,000 lb. of water per 
hour from and at 212 deg. F. The 
steam pressure is 200 lb. per sq. in., 
and the steam is superheated to 580 
deg. F. The make-up feed water for 
the boilers is treated in a softening 
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plant. 
The turbo-generator room  con- ( 
tains two 5,000 and one 15,000-kW ne) 


sets. All the auxiliary motors are of 
the three-phase type, and the main 


- Pipeline /% - 
Number of Pipes 6 
Олот" of Pipes 39-8 


phase separation being aimed at 
throughout. The river is dammed 
at the works site, and a more or less 
steady water level is maintained all 
the year round. - | 
Three-phase, 25-cycle. а.с. is generated at 11,000 volts 
at all the stations, and Mr. D. Macfarlane Macleod, chief 
engineer to the company, reports that the output for 
1920 reached 147,775,160 kWh, and that the capacity of 
the consumers’ plant contracted for at the end of that 
year was 150,441 h.p. The company has about 200 sub- 
stations on the e.h.p. network, which has a route length 
of over 300 miles, including about 60 miles of overhead 
transmission lines. All the stations are interconnected 
through the 11,000-volt network, and а 33,000-volt 
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cities and towns, the glens and straths had been becom- 
ing more and more desolate, and much of the land had 
been going out of cultivation. It was not their wish 
that that race—hardy sons of the mountains—should die 
out owing to their land becoming desolate; it should be 
preserved as a bulwark of their freedom and more 
especially to rejuvenate the life of the nation by infusing 
new blood and fresh ardour into the cities. 

A little industry introduced here and there through- 
out the Highlands, to supplement local activities and at 


ы Google 


Vol. 90. No. 2,321, JUNE 9, 1922.] 


THE ELECTRICAL REVIEW. 


191 


—— и 


the same time utilise more fully local resources, was 
what was needed. For that industry water power was 
immediately, available, and was so distributed by Nature 
that there need be no congestion ; it might be portioned 
out to serve wide areas ot the land, and villages would 
thus spring up as marts and centres for the rural dis- 
tricts. 

Hitherto, the Highlands had been severely handi- 
capped in the matter of industrial activity by.not 
haying a coal supply of their own on an adequate scale, 
and the present coal shortage and dearness of fuel made 
it all the more important to turn to the bountiful pro- 
vision of Nature by the use of which they would be no 
longer dependent entirely on coal for power, but might 
have their own railways and machinery worked by a 
more simple and, in the Highlands at least, more readily 
available natural resource. The extent of the High- 
lands was 40 per cent. of that of Scotland, and only 
Į per cent. of the population was within that area. 

“Jt is in territory such as this that a keen discrimi- 
nating intellect is developed, and that the brawn and 
muscle of the British race is bred and reared, and not 
in congested hives of industry, and if employment can 
be found for such a people in their own environment it 
is all to the nation's interest to provide it " (Newlands). 

After referring to the various reports of the Water 
Power Resources ‘Committee. Dr. Maclean drew attention 
to some water-power schemes already in existence in the 
Scottish Highlands, and outlined some proposals that 
had materialised since he addr essed members of the In- 
stitution on the subject at the Aberdeen Sub-Centre three 
vears avo. He gave some details of the Fovers River, 
Loch Leven, and Kinlochleven hydro-electric power in- 
stallations in connection with the production of alumi- 
nium, summarised the Lochaber and Grampian water- 
power schemes, and described two small installations 
that made use of the water of streams without reservoirs 
or batteries—z.e., that at Inshes*, and another near the 
head of one of the sea lochs in Argyllshire. The electri- 
city generated by the last two works was utilised for 
lighting and heating mansion houses and for driving 
electric motors for farming purposes; еу had given 
complete satisfaction, and there were scores of similar 
Highland streams running to waste through sparsely 
inhabited glens and straths which could be utilised for 
industrial and other useful purposes at a comparatively 
small expense. The rainfall varied at different parts of 
the Highlands, but every square mile of catchment area, 
even in summer, would vield an average flow of 130 cu. 
ft. per minute, or one e.h.p. at 75 per cent. efficiency 
for every 3.9 ft. of fall. ‘Thus, there existed in the 
Highlands considerably over half a million potential 
horse power in the lochs and rivers which should at once 
be utilised to establish suitable industries at the places 
where the power was available. 

They were now at a point of departure in their whole 
industrial system ; the old order, black and barbaric in 
many features, was vielding place to new methods. 
They were thus in the midst of readjustments which 
heralded the dawn of a new era—a better time for the 
world. For all practical purposes, light, heat, and 
power were coming more and more to be comprehended 
in the word *' electricity,” and, as their coal resources 
were being depleted, thev must relv for its production 
in the future to a far greater extent on oll, water power, 
and other (at present undeveloped) agencies—oil and 
water power were already within their grasp waiting to 
be used. The practical part was a problem of intense 
interest to electrical engineers, but bevond the industrial 
and commercial, Prof. Maclean thought thev might all 
claim to have some interest in the moral and spiritual 
aspects of the subject. At the best the getting of coal 
in the bowels of the’ earth in dark, damp, cramped, and 
often nauseous conditions was not exactly an ideal way 
of making men. In the future (and might it be in the 
near future) he fancied people would wonder at the 
“black age." In developing, therefore, the resources 
of Nature—such as oll. water-power, and electricitv— 
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they were helping to clean and brighten the lives of men 
and to deliver them from the grinding care and the 
black misery of the nether iegions; thus raising them 
to a higher level of health and happiness and a higher 
ideal of manhood. 


On the motion of Mr. seconded 


C. H. Wordingham, 


by Mr. Roger T. Smith, a vote of thanks was accorded 


Dr. Maclean for his lecture. 

Prof. Andrew Gray endorsed the hope expressed by 
Dr. Maclean that when power stations were established 
in the Highlands, and workmen were brought there, the 
housing arrangements made for the people would be not 
only good, sufficient, aud comfortable, but have some 
pretension to elegance. The rows of houses in which 
pitmen were accommodated were in many places a dis- 
grace to the Lowlands of Scotland, and he hoped that 
that kind of thing would not be done afresh in the High- 
lands. 


(To be concluded.) 
A RSE 


SOME NOTES ON THE OPERATION OF 
ROTARY CONVERTERS. 


By ‘‘ ROTARY.” 


Ir is the purpose of these notes to point out some details 
concerning the operation of rotary converters, to sub- 
station superintendents and others interested in their 
Inaintenance. 

As one concerned with their maintenance for a con- 
siderable while, the writer has found the greatest trouble 
encountered to be the flatting of the slip rings. This 
trouble is more pronounced in low voltage and high am- 
perage machines, and there are cases where long hours 
of running at practically full load are required by the 
exigencies of the service to which they are applied. In 
inost supply companies’ sub-stations, however, a large 
load and therefore high current density will probably 
be carried only for a short portion of the day, and as 


SKETCH SHOWING RISE AND FALL OF CURRENT AT SLIP-RINGS OF 
SIX-POLE CONVERTER. 


flatting is only produced when a current is flowing this 
trouble will not be excessive. 

It has been known for some time that when current 
is passing from the brushes to the rings the material 
of the brush passes or burns away, and when the current 
passes from ring to brush the ring will flat. 

Now, the wear on the brush is obviously not of para- 
1nount importance, whereas if some parts of the ring 
becoine flatted with respect to the remainder of the ring 
there will be vibration of the brushes set up and conse- 
quent sparking. One method of overcoming this would 
be to keep the current densitv between brushes and rings 
very low, but when large currents are required this 
necessarily becomes difficult. Considerations of cost do 
not usually permit of a greater number of rings than 
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six, and the width of brushes is limited by considerations 
of good contact, low inertia, and desirability of keeping 
to standard sizes. 

The only way, therefore, will be to increase the num- 
ber of brushes per ring or the are covered by the brush 
arms, and it will now be considered how this may be done 
in such a way that all parts will be subjected to an equal 
amount of flatting. 

In order to make the explanation of this easier, the 
foregoing sketch is used. Taking the case of a six- 
pole rotary converter whose supply is delivered at 50 
eveles, there will be three complete cycles every revolu- 
tion. Considering the case when the brush span is one- 
sixth the cireuinference of the ring, the current rises and 
falls, as shown between the points А, B, C, D, E, F, and, 


considering the centre portion of the sketch represent. 
iug the ring to revolve, and taking point G as time 
vector for thé current, it will be seen that when passing 
under the brush the part of the ring near the point j 
current will pass to the ring, when near the point к cur. 
rent will pass te and from the ring. and when near the 
point H current will pass from the ring; thus there will 
be three flats formed on. the ring at the points where the 
current leaves only. If the segment covered bv brushes 
ix now extended to one-third of the circumference it will 
he seen that at all points of the ring currents flow both 
to and from it, and therefore flatting will practically 
vanish; that is, the brushes should enclose a span equal 
to a complete evcle. This has been found to be very 
beneficial in certain cases. | 


.CASUAL REMARKS FROM 


By A. C. 


Punch once gave considered advice to those contem- 
plating the bonds of holy matrimony. ‘he same advice 
might safely be given to those thinking of becoming 
slaves of the lump, batti-wallahs in India, for neither 
of the benefactors under this free gift scheme are likely 
10 put more than a gratuitous value on it. 

Vhink of a horse-shoe curving round from Calcutta 
to Nagpur in the Central Provinces and then back to 
the sea, some hundred miles North of Madras, and you 
have the coal areas of India. Imagine the nail holes 
to be districts where the coal is worked, and you get 
an idea of the seattered nature of the coalfields. 

Visualise if vou can coal, an out-crop, waiting only 
to be quarried, as millions of tons of it are around 
Ranchi, across the Adjai River, and in the undeveloped 
fields of Dalton Ganj, and then scratch your head in 
wonderment at the fact that but a few weeks avo а con- 
tract for several hundred thousand tons of English steal 
coal was placed by the Railway Board for delivery in 
India for use on the locomotives. 

There is hardly a fierv mine in India, so that the 
safety lamp of the mild Hindu who raises the coal con- 
sists of a discarded cigarette tin, soldered to a long 
wire handle and primed with à пр of tow, that burns 
with much smoke. The garb of the gentle Soul that 
carries this lamp is even more simple; it 15 a costume 
that certainly would not pass the disapproving eye of 
an English Urban District Councillor, if suggested as 
suitable for a bathing dress. Mainly it doesn’t consist, 
and what little there is of it would put a handkerchief 
to shame. His requirements, or rather theirs, are just 
as simple, for the wife of his bosom shares equally in 
his labours at the pit, whilst enjoving the additional 
honour of running his simple home—a one- or possibly 
two-roomed kind of shanty, provided in many cases by 
the colliery company, which, from the Santiall's point 
of view, is the аспе of luxury. 

With all these comforts to make him contented, it is 
strange that during the last year or two the total 
annual coal output for all India should have fallen froni 
about 24 million tons to 17 million tons, when India 
has been enjoving what the captains of industry called 
her industrial renaissance and what the optiniistie in- 
vestors found to be still-born enterprises. 

Our friend with the cigarette-tin safety lamp is 
responsible, amongst other causes, for this fall in out- 
put, because amongst other things, he has learnt to 
appreciate the advantages of direct action, and at the 
slightest provocation he downs tools and leaves his work. 
Not for him are rules that seek to regulate his hour of 
coming and his hour of leaving work. He scorns such 
things as shifts, coming and going at his own sweet 
will, the latter part of the journey being more to his 
liking than the former. 

Noo impresario could be more doubtful of the be- 
haviour of a petted prima donna than the colliery 


THE INDIAN COALFIELDS. 


CROSKELL. 


manager of his black labour. 
in pay that they asked. for a few months back, one by 
one, as it suited their convenience, they drifted back 
to work when the strike was over. Not a ton more coal 
Was raised; in fact, us l have stated before, the output 
has fallen steadily, but the miner earns as much as he 
did before, which is ample for his simple requirements, 
consisting as they do mainly of raw grog, and he works 
shorter hours to earn the money to buy it. © Why 
worry! " says he—and he doesn’t. It is the shareholder 
that does the worrying, whilst the colliery manager 
erinds his teeth, tears his hair, and thinks of appro- 
priate answers to his managing agent's inquisitiveness, 
knowing that he will have to reply in that mild way 
whieh is supposed to turn away wrath. 

There are three hundred million inhabitants in India, 
a large proportion of them beggars bv profession. А 
ge ntleman passed me on the Grand Trunk Road Ves- 
terday, advancing to some holy place in frog-like leaps. 
and resting wherever a benevolent crowd could be ex- 
pected to collect in more ways than one. Another 
enthusiast sometimes goes by on his cart of the soap-box 
genus, pulled by one of his friends. A liberal coating 
of ashes gives both the necessary odour of sanctity, and 
a seat of spikes moves the tender part of the crowd to 
charity. 

Although there are so many million iles unreliable 
souls in India, jit 15 almost impossible to tind а man 
ready to undertake a job of work. ^ In fact; vou might 
кау without fear of contradiction that there is not such 
а man in the whole of India. Give him bucksheesh for 
having salaamed vou, or walk from your car to a shop 
in the Bazaar, and vou will be surrounded by crowd 
of brown bodies willing to take pice without having 
earned it. Should vou try to get vour miner to come 
io work a little more regularly, a little more punctually. 
he packs up his goods and chattels in what might have 
been a pocket-handkerclief and goes over to Mr. Blank 
at the next-door colliery, who, being very short of labour, 
welcomes him with a gracious smile, induets him into 
his new living, inquires tenderly after his family's 
health, and all the time wonders if his treasure will come 
to work next dav. 

Му sole qualification to discuss the advantage of 
ample flanges in fiery mines, or advisability. of single 
suspension for shaft cables, being my abysmal ignorance 
on the subject, I have left technical questions alone, for 
the unhappy one who may ever come to an Indian mine 
will find that the plant installed ік much the same as 
at home—some of it up-to-date, some of it слета] with 
the first experiments of Faraday. The most interesting 
feature about it is the ease with which a native тут? 
can damage and put out of action armour-clad gear that 
looks strong enough to resist the PRIORE of a 12-in 
shell. 

The birth of a new era has just overtaken the coal- 


Having gained the rise 
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tied, and coal-cutters have been discovered ; their 
praise is sung in sweet American accents through the 
sun-baked fields of Bengal. One well-known firm from 
the States 15 willing to spend 200,000 dollars on pro- 
paranda and introductory work. — |f iis efforts meet 
with the same success in the future as they have enjoyed 
in the past, another market will be lost to England. 

American mining aud Indian mining, so the experts 
sav, have much in common, Both enjoy an immunity 
fron Board of Trade laws, and уоп ean pretty well 
earth your portable plant as vou like, ко long as you 
are not found out (and there 15 no one to find vou out), 
or so long as no one 1s killed, for however much our black 
brother asks to be electrocuted, by his inquisitiveness, 
suwe the days of Mr. Gandhi, now happily in gaol, he 
is not allowed quite so free а hand in his research work 
as onee he was. 


POWER SUPPLY FOR THE 
SOUTH-EASTERN & CHATHAM RAILWAY. 


ELECTRICITY COMMISSIONERS’ INQU IRY. 


THE Electricity Commissioners, on Tuesday, May 30th, 
began an inquiry into applications by the Managing Com- 
mittee of the South-Eastern & Chatham Railway Co. for 
permission to build a new power station at Charlton, and by 
the West Kent Electricity Co. to build a power station at 
Belvedere. Sir Joun Snell presided. 

Counsel appearing were as follows: Managing Committee 
of the South-Eastern & Chatham Railway, the South-Eastern 
Railway Co., and the Chatham & Dover Railway Co., Mr. 
Clode, K.C., Mr. Miller and Mr. Tyler; County of London 
Electric Supply Co., the Hon. Evan Charteris, K.C.; the West 
kent Electricity Co., Mr. Tyldesley Jones, K.C.. and Mr. 
Harker; the London County Council, Mr. Henderson, K.C. ; 
London Electricity Supply Joint Committee, Mr. Kennedy; 
Conference of Local Authorities, Mr. Turner and Mr. Hoag- 
son; London & South-Western Railway Co., Mr. W. Bishop. 
Other parties represented were the Port of London Authority 
and the British Petroleurn Co. 

Mr. Chope said the proposal of the Managing Committee 
of the South-Eastern & Chatham Railway was to erect 
à venerating station. on a site at Anyerstein’s wharf, Charlton, 
which had a frontage to the Thames of 675 ft. and an area 
of 96 acres. It could accommodate 3.000-ton steamers, and out 
of the 26 acres 20 acres were available for the purposes of a 
generating station. The nearest sub-station, at Lewisham, 
would be 34 miles away. Incidentally, counse! mentioned 
that the South-Eastern & Chatham Companies were now in 
a group under the Railways Act, consisting of the London 
and South-Western Railway, the London, Brighton and 
South Coast Railway. the South-Eastern Railway, the 
Chatham & Dover Railway, and the Managing Com- 
mittee of the South-Eastern and Chatham Railways. 
The London & South-Western Railway and the London, 
Brighton & South Coast. Raiway had electrically-operated 
lines, and were working at 25 eveles. The Brighton Co. ob- 
tained its power from the London Eleetric Supply Corpora- 
tion under an agreement which would expire in 1927, but 16 
could he extended if energy could be supplied. at-a price not 
more than that at which it could be obtained. from other 
sources, Dealing with the circumstances of the case, Mr. 
(Тоде said that im 4903 Parliamentary. powers were obtained 
to adopt electric traction. Nothing was done. however. up 
to the time of the War, and, of course, during the war. Soon 
after the war came to an end, however, the attention of the 
company was repeatedly called to the need for electrification 
of the lines in order to give a better service. The difficulties 
In relation to finance were very great. but in November, 1921. 
the Trade Facilities Act came into force. Any guarantee of 
interest on principal under that Act must be obtained within 
twelve months of the passing of the Act. viz.. November 12th, 
1922, and the Managing Committee had been in communica- 
tion with the Advisory. Committee under. the Act. which 
agreed that it was extremely important to carry out this elec- 
iriheation scheme. The whole position had been considered. 


and at first some 94 route-miles, or 210 single-!ine miles were 


discussed, and later 241 route-miles, or 643 single-line miles, 
were considered, these being what might be termed the 
suburban lines. The Advisory Committee referred the 
matter to the Ministry of Transport, which appointed a com- 
mittee of experts, presided over by Sir Philip Nash. The 
whole scheme was inquired into in its technical asnect. and 
the scheme for a power station at Angerstein’s Wharf was 
approved. So far as he understood, there was no question 
as to the technical aspect of the scheme. Then the question 
of cost was inquired into, which was shown bv the company 
to be between 6 and 6} millions, and the Treasury was satis- 
hed that it was reasonable. Upon that amount the Govern. 
inent said it was prepared to suarantee capital and interest if 
а eatisfactory method for carrying out the work could be found. 


It had been decided to carry the scheme out in the form of 
an agreement, under which a construction conipauy would 
be formed for the electrification of the. London and subur- 
ban lines of the company and the erection of the power 
station. All this was subject to the sanction of the Elec- 
tricity Commissioners to the erection of the power station. 
A draft agreement had been prepared, by which a construc- 
tion company would be formed to build the power station, 
Which would be leased to the railway company at a rent 
Which would pay off the cost in 25 vears. It was not pro- 
posed to make any pub:ic issue in the matter, as arrange- 
ments had been made for avoiding this. In that way it was 
hoped to get a scheme at the least possibile cost. ‘The tran- 
suction would be a loan by the Bank of England against 
securities and the guarantee of the Government. ‘This agree- 
ment would be placed before the Ministry of Transport in re- 
lation to its powers to make orders for electrification schemes. 
A meeting of the shareholders had been ealed for June 2nd, 
1922, for their consent, and there was every reason to believe 
that that sanction would be given. When that was obtained 
they wou.d go to the Ministry of Transport for an Order, 
whieh would be equivalent to an Act of Parliament. The 
whole of this was a self-contained agreement, which hinged 
on the guarantee to be given by the Treasury, and unless it 
was got through before November, 1922, the opportunity 
would be gone. The company had obtained this guarantee, 
and cheap money. and if there was nobody who couid give a 
supply at once they could not afford to wait. The terms of 
the guarantee were that the whole of the work should be 
"—rried through in three years. The Treasury and the 
Ministry of ‘Transport were insistent that. the scheme should 
be put in hand at once, to relieve unemployment. They would 
not get the ,;ruarantee unless both the power station and the 
lines were electrified in three years. 

The CHairMAN: Do you suggest that if we decline to give 
permission for the power station the bargain will be off? 

Mr. CrLopE said he did. If there was a stable concern 
which could give a supply, the position would be different, 
but there was no power station and he had been made no 
offers of a supply. He understood that the West Kent Co. 
said it would give a supply, but it had not got the Com- 
missioners’ consent to build a power station. Moreover, the 
proposal of the West Kent Co. was very strongly objected to 
by others; therefore, how could that company say that it 
was in a position to make an offer to eive the railway com- 
pany a supply? Even when the West Kent Co. had obtained 
the consent of the Commissioners it would only have won 
through to the first stage, and his submission was that the 
railway company, having made a prima facie case for the 
consent of the Commissioners, it was for the West Kent Co. 
to show that it could do better in the matter of supp v. 

In answer to Sir Harry Haward (one of the Commissioners) 
Mr. Clode said that if the Commissioners did not give con- 
sent to the erection of the power station, the whole of the 
negotiation with the Treasury would have to begin agam, 
because the consent to the guarantee was based upon the 
whole scheme, generating station and lines, being completed 
in three years. The capital of the construction company was 
to be £10,000, and it was to make no profit, and the 
Treasury agreed to enter into an agreement with the con- 
struction company for guaranteeing principal and interest to 
the extent of 6} millions sterling. | 

Sir Harry Hawarp said that.the scheme contemplated по, 
other arrangement than that the construction company 
should erect à power station, and that seemed to have a verv. 
important bearing on the proceedings of this inquiry. 

Mr. СьорьЕ said the whole scheme turned upon. the pro- 
posal going through as a whole. 

The CHAIRMAN said it would be reducing the proceedings to 
a farce to tell the Commissioners that this agreement could 
not be departed from, because it invo.ved that the Commis- 
sioners could not inquire into this scheme except with the 
generating station. 

Mr. Сгоре said he did not make that suggestion. What 
he intended to do was to place the complete scheme before 
the Commissioners, and then leave it for others to say they 
had a better scheme. The onus was on other people to do 
this. 


When the inquiry. was commenced on May 30th, 
there were. more or less optimistic, hopes that it would be 
completed before the Whitsun holiday. The proceedings 
had not lasted a day and a half when it was realised that 
not only would the inquiry last throughout the week before 
Whitsun, but that it might not be concluded during the 
week following Whit Sunday. Eventually, an adjournment was 
made on June Ist until the following Wednesday. Sir John 
Snell intimating that it was essential to finish by the end ot 
Whitsun week. 

Following the opening statement by Mr. Clode for the 
S.E. & C. Railway Co.. evidence was given on May 31st and 
June Ist, in support of the seheme and the whoe of the 
case for the Railwav Co. was completed before the adjourn- 
ment. The principal witnesses were Mr. Cosmo Ponsor, 
chairman of the company. Mr. C. P. Sparks, who had been 
called in to give evidence as an independent éxpert, upon thc 
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technical soundness of the proposals, and Mr. Alfred Raworth, 
the electrical engineer to the S.E. & C. Railway. Evidence 
was also given by Mr. J. H. Thomas, M.P., on the point of 


necessity to get to work quickly in order to гелеуе unem- . 


ployment; Sir Arthur Bryceson, town clerk to the Woolwich 
Borough Council, also gave evidence to the same effect. Mr. 
Harry Jones, electrical engineer to the L. & S.W. Railway Co. 
was also called and gave information about that company’s 
power station. 

The most important evidence was that of Mr. Sparks and 
Mr. Raworth. The real point at issue, as indicated by the 
Chairman on several occasions when counsel was tempted 
to wander unduly into past history, was whether the rail- 
way company's proposal was a better one in all respects 
than any other, and whether any of the opponents to the 
scheme were prepared to make a definite offer to supply 
power by the time when the railway company's power sta- 
tion had to be completed under the agreement with the 
Advisory Committee, under the Trade Facilities Act, viz., m 
three years. The necessity for electrification was agreed, said 
the Chairman. 

Summarising the evidence, generally, the proposed power 
station would have a total output of 150.000 kW, and wou!d 
be dealt with in sections. "There would be sub-stations at 
Lewisham, Redhill, Tonbridge and Rochester, but for the 
first portion of the scheme the supply would all be trars- 
mitted to Lewisham. One of the questions as between the 
two schemes, i.e., those of the railway company and the West 
Kent Co., was the extra cost in the case of the latter of 
transmission to the Lewisham sub-station, the West Kent 
Co's. power staticn being farther away. The plans for the 
railway company's power station had not yet been drawn 
up. but it was put forward as possible that a pressure of 
11,000 V. for both generation and distribution would be used. 
The maximum cost at the Lewisham sub-station was put 
at 0.54. per unit. The pressure proposed at the rails was 
3.000 volts. The first stage would include all lines within a 
ló-mile radius of Charing Cross, the maximum demand for 
which was put at 29,300 kW, caling for an output of 
90,000,000 kWh per annum; the second part of the first stage 
would include all lines within a radius of 30 miles of Charing 
Cross, and would call for 57,000 kW maximum demand and 
222 million kWh per annum, whilst the complete scheme 
would have a maximum demand of 114,000 KW, and require 
444 million kWh per annum. It was the first stage which 
had to be completed in three years, under the agreement 
with the Advisory Committee. A periodicity of 95 cycles 
was proposed. and 15,000-kW sets would be installed at a 
capital cost of £4 10s. ner kW, based on recent tenders for 
the turbo-generators. The boiler house would contain 10 
boilers having an evaporative capacity of 50.000 lb. of steam 
per hour, with a pressure of 350 Ib. per sq. in. The cost 
of the transmission cables was put at £4,650 per mile. A 
mass of tables was put in bv Mr. Sparks dealing with the 
details, but these were the broad outlines. 

Correspondence was read between the railway company and 
the West Kent Electric Power Co., relative to the erection 
of the Power Co's. station, the suggestion of the Power Co. 
being that the supply would be more advantageous if taken 
from a general nower station than if taken from a railway 
power station. The Railway Co.. however, whilst accepting 
the principle that a supply should be taken from an out- 
side source. if it could be obtained more cheaply in that 
manner, pointed ont that the evidence in its possession did 
not show that the West Kent Co. could give a cheaper eupply 
than the Railway Co. could generate at for itself. At the 
same time, counsel for the Railway Co. emphasised the 
point that it was always willing to receive an offer but 
that in fact no offer had been received. One incident arising 
out of the correspondence caused Sir John Snell to enter a 
strong protest. In one letter from the West Kent Co. it was 
stated that as the result of a recent interview with the Ccm- 
missioners, the impression left проп the minds of the West 
Kent Co’s. representatives was that the Commissioners were 
not desirous cf sanctioning a power station for railway pur- 
poses, but were willing and anxious to sanction the West 
Kent Co.'s proposed power station. Sir John Snell said he 
must emphatically deny that any statements were made 
which could give rise to that impression.. Counsel on both 
sides agreed that this was merely an expression of opinion 
on the part of the West Kent Co., and in no way prejudiced 
the proceedings | 

Mr. RAwonTH said that throughout the whole of the nego- 
tiations between the Railway Co. and the West Kent Co. he 
had never received an offer which he could recommend his 
general manager to accept. because he had never received 
an offer quoting a price. He had given the West Kent Co. 
an estimate of the requirements of the Railway Co., but had 
never heen quoted a definite price. although the West Kent 
Co. did offer to supply at a price based on a principle. Ne- 
votiations had a'so been carried on with the London Electrie 
Supply Corporation towards the end of last vear, to which 
he had also given the nrobable maximum demand. viz.. 29.200 
kW for one hour. and 85.250.000 units per annum. Im that 
case. Mr. Partridge said he could not make an offer until 
-the result of the London inquiry, last year, was known: A 
fortnicht ago. however. Mr. Partridge made an offer on 
tchalf of the London Electric Supply Corporation, the South 


Metropolitan Co., and the West Kent Co. in general terms, 
verbaily, to supply from a station at Belvedere, at a cost 
equal to the cost of generation by the Railway Co. itself. 
He had also had a proposal from Mr. Oliver Bury, a direc- 
tor of the London Electric Supply Corporation, who вац 
that in addition to the interest on capital, he would require 
a profit of 3 or 4 per cent. He reported to his general mana- 
ger that there did not seem much likelihood of doing busi- 
ness. 

The CHAIRMAN put severa! questions indicating his view 
that the Railway Co. should have asked for a definite quota- 
tion in figures from the West Kent Co. 

WiTNEsS replied that he had given an estimate of his de- 
mand to both the West Kent Co. and the London Electric 
Supply Corporation, but neither of the offers received was 
in specific terins, and it was because of this that he came to 
the conclusion that the Railway Co. could supply itself more 
cheaply than it could buy power from any outside source. 

Mr. TvLbEsLEY Jones, K.C., for the West Kent Co., in the 
course of cross-examination, suggested that witness had made 
up'his mind from the beginning that the West Kent Co. 
could not give the supp:y, but Mr. Raworth replied that his 
mind was quite open to begin with, but after the negotiations, 
he came to the conclusion that the West Kent Co. could not 
supply on suitable terms or as quickly as the Rai.way Co. 
could. 

In the course of further cross-examination it was made 
clear that the original application to fhe Advisory Com- 
mittee, under the Trade Facilities Act, was for five millions 
sterling, which did not include the power station. Later 
it was increased to 6} millions sterling, to include the gene- 
rating station, because the Railway Co. came to the con- 


clusion that it could not get power from outside. 


Mr. TvyrpEstEevY Jones contended, therefore, that the genera- 
ting station was not a condition of the guarantee, although 
it was now part of the arrangement that had been come to. 

The CHAIRMAN said the point was whether the West Kent 
Jo. could give evidence as to the price at which, and when, 
it could give a supply to the Railway Co. That was the 
practical point; such evidence could then be tested against 
the figures of the Railway Co. 

Mr. TyLbEsuLEY Jones then put questions dealing with the 
cost of supplying from Belvedere (West Kent Co.) as against 
the Angerstein Wharf scheme, in respect of site, extra cost 
of transmission, &c., indicating that the figures for these pur- 
poses were undu'v high as regarded the West Kent Co's. 
station, as assumed by the Railway Co. In the case of the 
South-Eastern Co., nothing had been included for the cost 
of the land, as it was the property of the Railway Co. 

The Hon. Evan Cuarrents, K.C., for the County of Lon. 
don Electric Supply Co., elicited that no communications hid 
been made with that company in order to ascertain whether 
it could supply at a cheap enough rate. | 

Mr. Rawortu said that if the Railway Co. could obtain a 
supply from an outside source at a suitable price, be wouid 
not hesitate to recommend its adoption. 

Answering the Chairman, as to whether any communica- 
tion had been made with the L.B. & S.C. Railway, Mr. 
Raworth said he had had a conversation some time ago with 
Sir Philip Dawson, but nothing had been done. As to the 
position if the I.B. & S.C. Railway and the S.E. & C. Rai- 
wav obtained their supplies from different sources. witness 
said that it seemed to him a pity that this should be s. 
because the combination of the two railway loads should 
bring about a reduction in cost, although it would not im- 
prove the load factor. The same thing applied to the large 
general station supplying other than railways. The suppl 
should be cheaper.under these circumstances, but, as things 
were, there was no such station from which a cheaper supply 
could be obtained. His original recommendation to his com- 
pany was that if it were possible to obtain an outside supply 
under proper conditions, it was the best plan to adopt, and 
that accounted for the fact that the first application to the 
Advisory Committee did not include the cost of a generating 
station. | 

Mr. Sypney E. Hitcrucock, rating survevor to the Managing 
Committee of the S.E. & C. Railway, gave evidence as to 
the rates which would be pavable on the Angerstein Wharf 
station; when in operation with an installation of 60.000 kW. 
the rates would be £12,000 per annum; with 90.000 kW 
installed, the rates would amount to £18,000; and when the 
full 150.000 kW was installed, the rates would be £30,000 
per annum, оп the basis of 15s. in the. £. The rates, however. 
were much higher in Erith, where the Belvedere station 
would be. being at present about 27s. in the £, as against 
175. in the £ at Greenwich, where the Angerstein Wharf 
station would he, so that the West Kent Co. would have 4 
higher cost in this respect. | 

Sir Антн гв Brycrsoxn, Town Clerk to the Woolwich 
Borough Council. spoke of the need for better railway ac- 
connnodation. His counsel was of the opinion. that nothing 
should be done to hinder the electrification of these lines 
even for six months. 

. During tle later proceedings, Sir John Snell asked Mr. 
Kennedv,.representjng the Joint Committee of the London 
Companies. whetbar he was prepared to make a definite afer. 

Mr. KrNNEDY said he thonght he could sav “Yes” to that. 

judging from what he had been instructed during the mom- 
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ing. At the moment. there was no one present who could 
definitely instruct him. 

Mr. CLopE, for the Railway Co., said he would require a 
guarantee on the payment of the debentures of the Con- 
struction Co., and several other details of that nature, in- 
cluding damages for failure to supply, as part of any offer 
of Mr. Kennedy’s clients. 

Mr. TEMPEST, general manager of the S.E. & C. Railway, 
said that whilst he preferred to have the generating station 
under his own control, if an outside company could be tied 
down to give the necessary guarantees, it would go a long 
way towards changing his opinion. 

The inquiry was then adjourned till Wednesday, June 7th. 


(To be continued.) 


NEW ELECTRICAL DEVICES, FITTINGS, 


AND PLANT. 
Readers are invited to submit particulars ef new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest, | 


The “* Wild-Barfield ° Marine-type Furnace. 


A special type of '' Wild-Barfield " furnace has been de- 
veloped by Automatic & ELECTRIC Furnaces, Lrp., 281-285, 
Gray's Inn Road, W.C.1, especially for marine purposes. This 
is illustrated in fig. 1, which also shows the control board. 
A patent excess-temperature cut-out, which comes into action 
when the temperature reaches 960 deg. C. is fitted, the nor- 
mal working temperature being between 800 and 900 deg. C. 
The cut-out consists of a silver wire at the bottom of the 
furnace, in series with the heating winding. Thus the fusing 


Fic. 1.—TuHe ‘‘ WILD-BARFIELD " MARINE-TYPE FURNACE. 


of the wire cuts off the heuting current. A red pilot lamp is 
shunted across the silver wire, and 1s illuminated in the event 
of the wire's fusing. The fuse carrier is seen at the bottom 
left-hand side of the furnace. The construction of this is 
similar to an ordinary clip fuse, and consists of a plug with 
spring contacts, which can be withdrawn and a new fuse at 
once inserted, thus saving any delay in hardening operations. 
The non-magnetic point indicator is the top instrument on 
the left-hand side of the control board. The lower instrument 
is an ordjnary pyrometer, and the controlling resistance is on 
the right-hand side. 

The company informs us that it has received orders for 
this furnace from all parts of the world. 


Radmolite. 


The Мов FIREPROOF Brick & PARTITION Co., Ітр., has 
developed from its refractory material new forms specially 
adapted for use in electrical heating and cooking apparatus 
under the name of ‘‘ Radmolite," for which Messrs. Lionel 
Robinson & Co., of 3, Staple Inn, London, W.C.l, are the 
selling agents.  Radmolite is largely composed of diatoma- 


upon commutators in situ. 


ceous earth, and is a highly effücient thermal insulator; it 
сап be used as an electrical '' бге bar," and absorbs so little 
heat that the element attains its full temperature very 
quickly after switching on—an attractive quality from the 
popular point of view, as radiant heat is immediately avail- 
able. It can be supplied moulded to any of the usual shapes. 
An important point in view of the export trade is that 1t is 
very light as compared with fireclay bars. Tests made by 
the National Physical Laboratory showed that, under identi- 
cal conditions, a heating element made with the Moler Co.'s 
composition attained its final temperature in less than half 
the time taken by a similar fireclay element; the radiation 
from the former was 7 per cent. greater than from the 
latter, and the “ apparent black bade " temperature of the 
wires in the former case was 760 deg. C., as compared with 
730 deg. C. Samples which we have before us show that 
" Radmolite " has a salmon-pink complexion, which is 
cheerful even when the element is cold; it is very light and 
porous, and seems well adapted for the purpose mentioned. 
Other “* Moler " products are made for use in lagging elec- 
tric ovens, &c., in the form of either slabs or granules. 


The “* Freezor " Oscillating Fan. 


The advent of warmer weather leads at this time to the con- 
sideration of cooling arrangements, in which the electric fan 
holds the premier position. Тһе GENERAL ELEcrRIC Co., LID., 
Magnet House, Kingsway, W.C.2, has recently issued a cata- 
logue of its ‘‘ Freezor " fans, among which is that illustrated 
in fig. 2. This is adaptable either to a bracket (as shown) or 
to a base suitable for a desk or table. A range of 110 deg. is 
provided for by the oscillating mechanism; the movement is 


Fic. 2.—Tue '* FREEZOR " OSCILLATING Fan. 


adjustable and will operate through any desired angle. А 
slipping clutch is fitted, which allows the blades to continue 
to revolve even if oscillation is prevented by some external 
obstruction. 


A Commutator-Notching Machine. 

We illustrate in fig. 3 a notching machine for commutators, 
made by Messrs. JOHN PHILLIPS & Co., 166, Walworth Road, 
S.E.l7. This is an easily portable appliance and can be used 
| The cutting medium is a small 
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Еа. 3.—A CoMMUTATOR-NOTCHING MACHINE. 


circular saw mounted on a spindle which passes through з 
bearing block sliding into one side of the frame. The spindle 
forms the end of a flexible shaft, which can be driven by an 
electric motor, or by special hand-operated ‘year, supplied by 
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the firm. The guide slides over the carrier, enabling the ma- 
chine to be moved forward until each slot is cleared out to the 
maximum possible distance. Twelve cutters are supplied with 
each machine; these are made in three sizes, of 1/64-1n., 3/128 
in., or 1/32-in., thickness. 


i 


A Deck-caulking Machine. 


We illustrate in fig. 4 the ‘ Clyde " deck-caulking machine, 
which has recently been put on the market by Messrs. JOHN 
McDowe.tt & Sons, Johnstone, N?B. The makers of this 
machine claim that it entirely overcomes the many difficul- 
ties which the operation of mechanical caulking presents by 
means of an apparatus termed the “` extended seam.” This 
is а hollow guideway, so constructed and placed as to form 
an outward and upward extension of the seam to be packed. 
Withir the tapered opening formed by the adjustable walls 
the oakum is compressed by the hammer, and passes down- 


р Ld 
Fic. 4.—THE ‘* CLYDE ’’ DECK-CAULKING MACHINE. 


wards and enters the seam in a partially compressed state, 
where it is easily driven into place by the point of the 
hammer. The hammer is tapered roughly to correspond 
with the walls of the extended seam, and the vertical recip- 
rocating stroke is calculated to compress the material into a 
thread of suitable dimensions. ‘The width of hammer сап 
be made to suit any size of seam, and is driven direct by the 
flywheel of an electric motor of З b.h.p. А reversing con- 
troller is mounted on the top of the motor, and allows of 
variations of speed in either direction. | 

For the purpose of traversing the machine along the deck 
the base is fitted with fluted rollers, which are adapted to 
grip the deck and travel in either direction. The caulker 
is kept in alignment with the seam by means of tapered 
wheels placed within the seam, one set in front and one 
behind the hammer. These are designed to meet the many 
irregularities found in: even the best-laid planking. The 
depth of blow given by the hammer is regulated by a hand 
arrangement placed in front of the gear casing, and is easily 
operated and accessible. The oakum thread is wound upon 
a bobbin, which carries about 450 ft.. the supply to the tool 
being automatic. For the purpose of moving from seam to 
seam the machine is fitted with a cross-travel gear, which is 
operated by means of a foot lever. By thé pressure of the 
foot the machine is lifted on to wheels placed to travel at 
right angles to the seam, and by the same operation the seam 
guide wheels are lifted clear of the deck. When the machine 
has been placed in position the threading of the oakum is 
performed in a few seconds with a special tool, and the 
caulker is then ready to start. The controller is put over 
rapidly to the full limit, and the machine runs without atten- 
tion to the end of the seam. automatically drawing the 
oakum required from the bobbin. The machine, which 
weighs abont 10, cwt., will caulk upwards of 40 ft. per 


minute, equal to the work of about 20 men, whilst only ene, 


attendant ‘is fequiréd. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. pod 


Turbines as Pressure Reducers. 


We note in your last issue a reference regarding the use of 
steam turbines, by the Crockett Sugar Refining Works, of 
California, instead of pressure-reducing valves. 

We might mention that such a system has been used during 
Һе last few years in France; most of the new beet sugar 
factories which have been erected in the northern part of 
France have been fitted with small steam turbo-generating 
sets in order to use the energy generally lost in pressure- 
reducing valves. ; 

The sets vary in size from about 30 to 100 kW, according 


_to the size of the plant, and the electrical energy generated 


is used for power and lighting purposes. 


P. Dieny, 
: Dieny and Lucas, Ltd. 
London, May 30th, 1922. 


— - - — — 


— 


Electric Furnaces. ©“ 


In a recent issue you reported оп an exhibition of furnaces 
which had been held in Newcastle, and, being interested, I 
communicated with the firm concerned, but found that the 
apparatus was not likely to fulfil my requirements. I wonder 
if any of your readers are in а position to advise me if it is 
possible to obtain an electrolytic plant to treat a 50 per cent. 
zinc concentrate and produce pure zinc. The electrical plant 
avaiable is a 440-volt, 3-phase, 40-cycle, 230-amp. geacraar, 
and I ebuld give the whole of this current for use on the tor- 
nace, which would be expected to deal with, say, five tons of 
the cor:centrate per day. 

Should any such plant be on the market I can foresee £ 1eat 
business being done, as at present it seems to be unknown. 


Adena. 
May 91st, 1922. 


Reconstruction and Foreign Trade. 
There appeared in your issue of April 14th last, an article 


by Mr. Ernest T. Williams, O.B.E., M.I.E.E., setting forth a 
scheme of co-ordination bearing upon the revival of foreign 


trade, which scheme was first propounded by Mr. Wi.liams in 
a paper which was published in 1916, entitled ‘* Reconstruc- 
tion and Foreign Trade.”’ 

Mr. Williams, in 1916, read before the Institution of Elec- 
trical Engineers, a paper on the electricity supply of Great 
Britain, by which attention was first focused upon the un- 
satisfactory state. of that industry, and means indicated 
whereby, by proper organisation, such conditions could be 
remedied; the outcome of this was the reform which has 
since taken place, culminating in the passing of the Elec- 
tricity Supply Act, 1919, and the appointment of E.ectricity 
Commissioners, by which means the electricity supply of 
Great Britain. will undoubtedly be greatly improved. 

This fact is, in the view of the present writer, sufficient 
to justify careful consideration of the further proposals now 
made by Mr. Williams, dealing with the -wider matter of 
British foreign trade. 

Some of the important features of Mr. Williams's scheme 
are as follows :— 

1.—Mr. Williams points out that there are many aids to 
Fritish foreign trade, such as the Diplomatic Consular Ser- 
vices; the Overseas Trade Department; Chambers of Com- 
merce; the Federation of British Industries, and similar or- 
ganisations; but they are lacking in co-ordination both in 
England and abroad. He urges that if a co-ordinating body 
be set up under the control of trade itself, the latent pos- 
sibiities of all these organisations will be rapidly developed, 
and a complete scheme is worked out showing how this co- 
ordinating bodv would be organised at home and overseas. 

2.—The following important features are provided for in 
the scheme : 

(a) Provision is made for Dominion representation. 

(b) All branches of trade, and also finance and law, are 

provided for. 

(c) Participating organisations could retain their own func- 
tions and authority. 

(d) There would be a London Council and Board, and also 
boards in important foreign centres, acting in conjunc- 
tion with the London board. 

(e) There wou'd be no Government control or interference. 

(f) The organisation should, before long, be self-supporting. 

3.—Mr. Williams maintains that an important Trade Coun- 
cil, as proposed, being under the control of trade itself, with 
a limited representation of Home and Dominion Governments, 
would be able to investigate problems from every standpoint 


- and to speak with a united voice of great authority, thus 


being, able powerfully to influence trade revival dnd ехрап-. 
sion. ui: E AD gh Pug 
In the present státe'of unemployment and trade, it if im- 


/Á o»? | 
£ Г on ae PEF ү — 
"ная hy N 430Y0OIe 
варии k n ел Fa ге А M 
Digitized by NJI 7ч IR 
v „/ "A ЕЕ 


тъ 62 


ae 


Vol. 90. No. 2,324, JUNE 9, 1922.] 


THE ELECTRICAL REVIEW. 


803 


е ÁÁ—M————————————————————————————— 


perative that anything that might conduce to the stimulation 
of foreign trade should not be neglected. My purpose, there- 
fore, in asking you to be good enough to find space for this 
letter, 1s to call attention to these proposals, and to support 
Mr. Williams's advocacy of the setting-up by the Govern- 
ment of a committee to consider them, and any similar ones 
which may be suggested. 
Geo. Ү. Twiss, 


Managing Director, 
Twiss Electric Transmission, Ltd. 


London, 
May 30th, 1922. 


= 


Fault Localisation. | 


With reference to ‘‘ Review Reader's ”’ 
fault, mentioned in the ‘‘ Correspondence " Columns of the 
ЕШЕСТВ1СА„ Review of March 24th, the writer had а fault 
some time ago on а 3-core cable operating a 5,500-volt, 
3-phase system, which, he thinks, would interest your readers, 
and perhaps assist '' Review Reader.” 

The cab:e was an e.h.p. 0.075 sq. in., three- соге, paper in- 
sulated, lead-covered, laid solid in troughing, 4,750 yards long. 

By megger test it was found that the insulation resistance 
between cores and from each core to earth was 15 megohms. 
Nos. 1 and 2 phases were open-circuited; No. 3 phase was 
continuous. 

The test applied was to charge No. 3 phase and discharge 
it through a galvanometer, noting the deflections. 

The other two phases were then charged and discharged 
in the same way, and the deflections noted. 

No. 3 phase gave a deflection of 24 divisions. 
No. 2 phase gave a deflection of 11 divisions. 
No. 1 phase gave a deflection of 11 divisions. 

The position of the fault was calculated to be at 4,752 X 

11/24= 2,178 yards from the test end. 


high resistance 


PHOTOGRAPHIC VIFWS OF THE FAULTY JOINT. 


r 


The ground was opened up and a joint found; the joint was 
opened, and it was seen that in two of the ferrules the cores 
had parted, in fact, it looked as though the ends had been 
blown apart under load conditions, and there were dis- 
tinct signs of arcing on the ends of the cores. 

The three cores appeared to have been blown apart as far 
as the lead sleeve would permit. 

The third ferrule was loose, but was making good enough 
contact to permit of the test being carried out; this core 
was easily parted by pulling the ends out of the ferrule. 

As far as the writer could see, the joint appeared to have 
been well made, and the ground on both sides and under- 
neath ‘the joint box was well consolidated. 

In the opinion of the writer the fault was catised by eec- 
tro-dynamic action set up by the heavy surge which: devel- 
oped as the resnlt of а fault on another cable, which was in 
parallel with this one. 

The writer would be glad to have details of any similar 
fault with which any of your readers may have had experi- 


ence. 
C. B. Marshall. 
Bombay, May 12th, 1922. | 


* State Salary Required.” 


With reference to advertised vacancies, and the question 
of remuneration, there seems plenty of room for improve- 
ment, and I think if the advertisers cou.d put themselves in 
the applicant's shoes, they would do differently. 

Take this week's vacancies: (1) For an assistant: the 
position might be worth anything between £150 and £450. 
(2) Electrical engineer for the Port of London: might be 
paid at any rate between £400 and £1,200. (3) Ship engi- 
neer: no details of size of station and цо particulars of salary 
asked for; and many others that did not interest me. 

Surely the parties concerned. know how much they. are 
going to pay, and as things are at present it is genera:ly pos- 
sible to obtain a man who is prepared to work below his 
own market value. It seems distinctly unfair to the appli- 
cants, and it would save the advertisers a lot of trouble if 
the wages hanging on to the jobs were published. 

If one undervalues one's services there is a fair chance of 
not getting an appointment that may be worth more than 
the figure suggested by the applicaht, and if the opposite 
course 1s adopted, again an opportunity of obtaining suit- 
able employment may be lost. 

A.M.L. E: E., &c. 


June 3rd, 1922. 
—P P 
REVIEWS. 


Modern Methods of Welding as applied to Workshop Practice. 
By J. H. Davies. Pp. xvui+263; figs. 132. London: 
Constable & Co., Ltd. Price 21s. net. | 

This is one of the books which make the kindly reviewer 
sad at heart. It might so easily have been a thoroughly good 
und useful guide to the would-be craftsman and to his in- 
structors. Unfortunately the author has neither arranged 
what he desired to impart in a clear and orderly sequence, nor 
has he learned to write English correctly and simply. In 
consequence the book is a perpetual irritant to any reader 
with a sense for language, and a confusing guide to any 
who come fresh to the subject without suflicient knowledge ` 
to see through the author’s ambiguities, to fill up his incom- 
plete statements, апа to correct his errors. It is fair to say 
that there are not many positive errors. of statement. and 
mus un of these are probably due to imperfect correction of 
proofs 

The author is a member of. the teaching staff of Leeds 
University, and that he should have written a book which 
teems with examples of bad English lends point to the re- 
cent complaints of some of our ` pastors and masters," that 
inability to write good English is a common. fault among 
those supposed to be educated, and their protest that the 
teacher in any subject in an English school or college should 
be incidentally a teacher of English. 

The bulk of the book deals with acetylene welding. 

Mr. Davies evidently understands this method very 
thoroughly, and is probably a successful teacher in the class- 
room and at the bench. But he does not understand the 
use of the written word as a teaching medium. Consequently, 
whilst anyone who aspires to train acetylene welders in 
the whole mystery of that craft may find the book useful in 
its detailed descriptions of apparatus and methods, he will 
wish that the author had arranged his work in a more or- 
derly fashion, and had not divagated into theoretical sub- 
jects or repeated himself so often. 

These excursions into chemical, physical, and metallurgical 
theory are unfortunate. The statements are frequently so 


‘incomplete as to be either meaningless or misleading to a 


reader with. no previous knowledge of the subjects, irritating 
and superfluous to a reader who has such a knowledge. They 
are not always so accurate as they might be. 

The chapter on oxy-acetylene cutting is one of the best, 
giving a fuller description of the apparatus, the methods 
of using 1t, conditions to be observed, and capabilities of the 
process than has previously come under the reviewer's notice. 
Its use has not been so fully developed in this country as it 
merits. 

Out of the thirty-nine chapters, only six are devoted to 
the various forms of electric welding. The writer is not 
very happy in his handling of electrical subjects and mea- 
surements, and does not appear to have the intimate prac- 
tical knowledge of any form of electric welding, which is 
manifested in his treatment of acetylene welding. 

. The chapter on '' Eye Protection in Iron Welding Opera- 
tions " is quite useful, giving the transmission spectra of a 
number of named glasses, and correctly pointing out that 
good transmission in the yellow-green, combined with opa- 
city in the infra- red, red. violet, and ultra -violet portions of 
the spectrum is the ideal to be aimed at in selecting screens 
for hoods and goggles. 

The book has no index. a fault in any book, more serious 
in this one than usual, because of the lack of arrangement 
in the matter. Some of the illustrations are not well de- 
scribed by the legends below them. 


E 


PEETA Google 


804 THE ELECTRICAL REVIEW. [Vol. 90. No. 2,324, JUNE 9, 1929, 


It is distasteful to have to write thus of a book to which 
the writer has certainly devoted much labour, time and 
knowledge. If he tries his hand again he will be well 
advised to devote more attention to the arrangement of his 
matter, to enlist the assistance of someone with a sense of 
style, and either to leave theory alone or make his theo- 
retical explanations at once more complete and more precise. 


Rays of Positive Electricily, and their Application to Chemical 
Analysis. By Sir J. J. Тномьѕох, O.M., F.R.S. Pp. x+ 
231; figs. 42, plates 9. London: Longmans, Green & Co. 
Price 168. net. 

Science is a plant that struggles upward to the light by 
very many shoots, but they do not all grow at the same speed, 
or at least they do not all grow with equal speed at the 
same time. On the contrary, notable growth takes place 
now at one place, now at another, and the public interest 
naturally centres at the particular place where growth is 
fastest. It is indeed there that everyone finds hope the 
strongest, because jn the truest sense the growth of one is 


the growth of all, for there is no telling what unsuspected ` 


help, by way of law or analogy, may be forthcoming from 
any quarter, however remote, if it be from a part of the 
great tree of knowledge that is to bear the whole truth. Each 
half century, each quarter century even, Js characterised by 
the progress inade thercin, according to the particular de- 
partment of science where progress was greatest. At the 
present time the germinating bud which promises most of 
immediate attainment is the structure of the atom. Неге 
at any moment some discovery may be made, destined to 
immensely advance our knowledge of science and revolu- 
tionise perhaps both industry aud commerce. For this reason 
books like that before us, which epitomise recent progress in 
and about this region of active growth, are sure of a hearty 
welcome, which will be the better deserved in this case, in 
that the problems involved are treated with unusual 
clearness and luciditv. As is seen by the sub-title, the author 
particularly addresses himself to the task of showing the 
advantages to be gained by using the positive ray for pur- 
poses of chemical analysis. If only the appliances required 
for the production of high vacua are available, the method 
offers few difficulties of technique, and 1s surprisingly sensi- 
tive. It is even more sensitive than the spectrum analysis, 
and does not need more than an infinitesimal amount of 
material, while special purification is unnecessary. The 
main interest of the book, in the form in which it first 
appeared, as far back as 1913, centred in this application of 
the positive rays. The present edition contains much matter 
even more poignant. Especial attention is given to those 
properties of the positive rays which shed light on problems 
of the structure of atoms and molecules and combinations 
of molecules. The examination of the gases given out 
when solids are bombarded by cathode rays, is fully des- 
cribed in a manner that cannot fall to fasten the attention 
of anyone who takes an interest in the progress of science 
at its growing point. The passage dealing with the nature 
of X, the substance * giving the 3-line " is positively. thrill- 
ing to anyone capable of emotional response to problems of 
discovery. There is really no reason why the sole source of 
emotions of this kind should be confined to discovery of 
crime. *‘ The origin of the line »1/e—3.5 " is the heading of 
a section of some seven or eight pages equally exciting. The 
determination of atomic weights by the positive rays means 
hard work and perseverance in detail and routine; it repre- 
sents the more prosaic aspects of investigation and occupies 
the last pages of this admirable volume. 

To persons on the look-out for money-making inventions, 
the book may also be commended, because the field it 
covers is Just the field where new and useful applications of 
лепсе to art are most likely to be found at this moment. 
Many new and unexpected behaviours of atoms of the various 
elements, under reproducible electric conditions, are des- 
cribed, some of which are sure to be bearers of fortune to the 
enterprising individual who first perceives how they may 
be applied to aesist the every-day purposes of his fellow men. 


Modern Electrical Theory. Supplementary chapters. “ Series 
Spectra." By Norman RonrnT CAMPBELL. Pp. vit+110; 
figs. 4. London: Cambridge University Press. Price 
10s. 6d. net. 


The author desires that his book on “ Modern Electrical 
Theory " should be always up to date, and as the progress of 
the science is too rapid to permit of fresh editions following 
one another fast enough to keep up with it. he has adopted 
the plan of writing a series of monographs dealing with the 
more important advances in physics, ав thev occur, in the 
form of supplementary chapters to his book, numbered 
accordingly. This is Chapter XV., the first of the supple- 
mentary series, and contains references bv chapter and page 
number to Chapters T.-NIV. of the book as already published. 
Any one who desires to begin the study of some of the strange 
problems which have arisen from recent advances in the inves- 
tigation of radiation, cannot do better than possess himself 
of this work. The subjects treated of embrace the origin of 


homogeneous radiation, the regularity of spectral series, the 
intensity of spectral lines, band spectra, X-ray spectra, and, 
finally, the states of an atom wherein is sought the explana- 
tion of all these phenomena. The phenomena of radiation, 
as most people are now aware, seein to defy any means of 
explanation by classical mechanics. Herein lies the fascina- 
tion of the new research. The dominion of Newton’s laws can 
be shaken off without reproach, and this gives @ һине free- 
dom for the sclentitic imagination to disport itself, which is 
to many minds an irresistible attraction. There will always 
be people to declare that the new mechanics creates wore 
probleins than it disposes of, but adventurous minds were 
never deterred by considerations of this kind. 

The complexity of the spectra of even the simplest bodies, 
e.g., hydrogen, has always been a puzzle to physicists. What 
at first were taken to be single lines were soon found to 
separate into components when greater dispersal was ob- 
tamed, and when further decomposition came to an end the 
component lines remained of а definite. breadth, involving a 
variation in frequency of vibration which was hard to explain 
until it was found to be accounted for by the motion of the 
emitting molecule, on much the same principle as the chang- 
Ing pitch of a locomotive whistle as it passes you 1s explamed 
by its altered motion in respect to the position in which you 
stand. Next, the various frequencies implied. in the several 
Imes of a spectrum were found to be capable of being ex- 
pressed as differences between certain quantities called terms. 
Of course quantities can alwavs be found such that their 
differences serve to express any arbitrary number of fre- 
quencies whatever. But here it was discovered that the terme 
having been determined, every difference between any pair 
of terms expressed the frequency of a spectral line. Conse- 
quently there could be no doubt that the existence of these 
terms corresponded to something of physical importance, and 
that that something must be looked for in the constitution 
and behaviour of the atom. Now, an atom of hydrogen, con- 
sisting as it does of one electron revolving about a proton, 
might be expected to create a spectrum of few lines, but this 
is far from the truth. In an admirable passage beginning on 
page 39, the author explains why, and gives at the same time 
a lucid account of the reasons that lead to the abandonment of 
the Newtonian mechanics us a possible means of explaining 
this difficulty, and others by which the subject is beset. 


Factory Accounts in Principle and Practice. By GARCKE and 
FkLLS. Revised by J. M. Friis, C.B.E. Pp. xx+20. 
]lustrated. London: Crosby Lockwood & Son. Price 
155. net. 

This work, which was first published in 1887, has now 
reached the seventh edition, the sixth having appeared in 
1911; no better testimony to its value as a standard work 
could be desired. It has now been brought up-to-date by Mr. 
Fells, to whom Mr. Garcke records his indebtedness, and in 
a foreword the former discusses the subject of © cost account- 
ing " on a scientific basis, and the growing appreciation of 
its pnportance. When " Factory Accounts " was first pub- 
lished, the subject was receiving little attention; nowadays tt 
is realised that a continuous ascertainment of the costs of 
production is indispensable to the efħcient conduct of a 
factory. This is but another instance of the development of 
a sclence by the application. of accurate measurement, from 
the primitive stage m which estimates (һе., guess-work) are 
relied upon. Consequently, when measurement is applied. 
the necessity of accurate terminology becomes apparent, and 
in the foreword Mr. Fells dwells upon the difficulties that ac- 
countancy has met with in the course of its development, due 
to the laxity of usage in this respect, as well as the erroneous 
conclusions that may result from an improper choice of the 
units on which the statement of costs is based. Such ob- 
stacles can only be removed by close co-operation between the 
technician aud the accountant. 

Remarking in the preface that the new edition appears 
at a tine of marked industrial unrest. and '* dissatisfaction on 
the part of both emplovers and employed with the existing 
relations between Capital and Labour," the authors state 
that these questions have become too important to be deait 
with in a technical work, and they have, therefore, omitted 
the chapter on ‘ Methods of Remunerating Labour," which 
appeared in previous editions; they record their opinion, in 
which we heartily concur, that the regrettable difference of 
view as to such matters between the parties prevents the at- 
tainment of the highest degree of efficiency in production, and 
is to the prejudice of all interests. 


- 


New Cable Works in Germany.— A new cable factory is 
being erected at Ketschendorf, on the Spree, by the German 
Cable Works Co., of Lichtenberg, Berlin, and the works are 
said to be making good progress. It is estimated that the 
expenditure on the factory will amount to 100,000,000 marks. 
which is partly to be defrayed by an increase of 40,000,080 
marks in the company's share capital, of which one-halt will 
be issued at the price of 200 per cent. 
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BUSINESS NOTES. 


Bankruptcy Proceedings.— Witt1AM Francis, 4, Prospect 
Place, Cheam, Surrey, electrical engineer.—The first meeting 
of the creditors of the above was held on May 30th at 9, 
Russell Square, W.C.. The statement of affairs showed lia- 
bilities of £711, while the assets were estimated to realise £22, 
from which £13 had to be deducted for preferential claims, 
leaving net assets of £9, or a deficiency of £70. — Debtor 
attributed his failure to losses on contracts and high interest 
paid to moneylenders. It appeared that prior to August, 1915, 
debtor was employed as an electrician. In August, 1916, he 
started business as an electrician at his present address with- 
out capital. The business steadily increased until early in 
190, when he made a loss on а sub-contract and was sued by' 
a creditor for £36. He had had recourse to money-lenders. А 
full set of books had not been kept. Debtor became aware of 
his position in April, 1920. The саве, being а summary one, 

was left in the hands of the Official Receiver as trustee of the 


estate. The following are creditors :— 

£ £ 
Feiswell, Sir C. ... ii .. 375 Leyton Timber Со. р: .. 16 
Southern Electric Co. m .. 17 Rowe & Ball ... Жо Кз TRES EC 
В.Е. Co. сан ae А .. 10 Reeves, А. H. ss ENS e. 75 
Johnston, б. W. ... 251 .. OO Howard, IT. W. ... a .. 59 
General Cable Mfg. Со. ... .. 40 limes Electric Co. T .. 21 
Newbald & Co., Е. nm ae 12 


REGINALD SILVER Maasow, trading as R. S. Magson & Co., 
10, Stoney Stanton Road, Coventry, electrical engineer.— 
The first meeting of creditors berein was held recently at the 
Official Receiver’s office, The Barracks, Smuithford Street, 
Coventry. According to the statement of affairs the liabili- 
ties amounted to 4497, while there was a fully-secured 
creditor for £105, holding securities valued at £130, leaving a 
surplus of £25 The net assets were £: 283, or a deficiency of 
£213. Debtor attributed his position to illness of hünself 
and family. The case being a summary one, was left in the 
hands of the Official Receiver as trustee. The following are 


creditors :— 

£ £ 
Balmford, W. . 26 Hutt Вгоѕ. ... id -— .. 10 
Drake & Gorham 2 26 Mapson, W. ... ез dius .. 8 
Franklin, J. J. one . 130. Morris Р .. 00 
General Electric Co., ' Ltd. . 30 Siemens Bros. & Co., Ltd. .. 86 


GEORGE HILL, CEORGE NoBLE, and EpGar CowrEy, trading 
as George Hill & Co., 22, Chantry Lane, Gt. Grimsby, elec- 
trical engineers.—The public examination of these debtors 
was held on June Ist at the Town Hall, Gt. Grimsby. The 
statement of affairs showed liabilities of £426, and there was 
а deficiency of £217. It appeared that the business was 
commenced by G. E. Hill and G. Noble in January, 1919, 
with a joint capital of £200, provided in equal shares. In 
November, 1920, E. Cowley joined them, bringing in a 
borrowed capital of £150. Debtors estimated their turnover in 
1919 at £1,000, in 1920 at £2,000, and in 1921 at £1,400. No 
balance sheets had been prepared. They became aware of 
their position about & year ago. They attributed their failure 
to loss on contracts, insufficient capital, and loss on stock 
owing to fall in prices. 

J. G. Grieve and А. A. Млхағѕ (the Up-to-date Electrical 
and Mechanical Engineers), 
neers, 14, West Bute Street, Cardiff.—Receiving order made 
May 3186, on debtors’ own petition. 

Т. б. Coaton (Т. G. Coaton & Co.), electrical engineers, 
16, Humberstone Road, Leicester.—Receiving order made 
May 29th on debtor’s own petition. 


Company Liqnidation.—Agua ELEcTRIC Co., TaD., electric 
geyser, &c., manufacturers, 116, Putney Bridge Road, London, 
S. W.15.—In pursuance of the provision of the Companies 
(Consolidation) Act, & meeting of the creditors of the above 
was held on Monday, at the chartered Institute of Secretaries, 
59a, London Wall, London, Е.С. Mr. C. H. McKnight, C.A., 
36, New Bond Street, London, E.C., stated that the company 
had gone into voluntary liquidation, and had appointed him 
as liquidator. He had prepared a statement of affairs, from 
which it appeared the liabilities totalled £1,586, made up as 
follows: trade creditors, £530; creditors for rent, electricity, 
and gas, £99; and unsecured cash creditors, £958. The assets 
were estimated to realise £250, or a deficiency of £1,336 so 
far as the unsecured creditors were concerned. The assets 
consisted of book debts, £135, estimated to realise £100; plant, 
tools and stock (book values), £700, expected to produce 
£100; and furniture £309, valued at £50. In addition the 
drawings appeared in the books at £320, and patents and ex- 
perimental expenditure totalled £3,171. No value was placed 
on these two items in the statement of affairs. After a short 
discussion а resolution was passed confirming the voluntary 
liquidation of the company, with Mr. McKnight as liquidator. 
The following are creditors :— 


The Aluminium Plant & Vessel Ward, Perks & Terry 


Co., Ltd. 188 Kensington Stamping Co., Ltd. 13 
The Delancy Tool & Engineer- Wade, George, Ltd. .. 26 
ing Works we 72 Midland Presswork oe: Ltd. .. 11 


Butler, Spragg & Co., Ltd. 64 Lemuel Bell, & Co. . 10 
Westminster Tool & Electric 
Co, LH. .. du 31 


Creditors under £10 ae E 83 


son have dissolved partnership. Mr. 


electrical and mechanical engi- 


Dissolution of Partnership—H. J. Marspen & Co., auto- 
mobile, electrical and mechanical engineers, De Montfort 
Street, Leicester.—Mr. H. J. Marsden and Mr. E. J. Hutchin- 
m. Marsden will attend to 
debts. 


Private Arrangements.—JoHN Тномаѕ, 19, Porth Street, 
Porth, Rhondda Valley, plumber gaslitter and electrical engi- 
neer.—-The creditors were cal. ed together recently at the 
ottices of Messrs. Clarke, Dovey & Co., accountants, Cardiff, 
when a statement of affairs was presented, which showed 
liabilities of £1,305. The indebtedness to the "rade was £822, 
the balance being in respect of cash claims. There was also 
a fully-secured creditor for £150. After allowing £31 for pre- 


‘ferential claims the assets were estimated to realise £212, or 


@ deficiency of £1,003. The assets consisted of stock at cost 
ЕЕ а to produce £147; fixtures, fittings, and uten- 
£x ; life policy, £10; and good book debts, £57. Book 
ae the face value of £226 were written off as bad. It 
was stated that the debtor commenced business in January, 
1920, with a capital of about £630, and took over an existing 
business. At the outset the turnover was £33 per week, B 
16 went up to £45 weekly, but had now dropped to £235 
week. The gross profit was estimated at about 15 per каз ы 
while the outgoings were £13 weekly. Sympathy was ex- 
pressed with the debtor, and it was decided to accept a com- 
position of 6з. 8d. in. the £, payable us to Ys. Od. in three 
months, 2s. 6d. in six months, and Js. 8d. in nine months. 
It was also deeded that the matter should be carried through 
under a deed of assignment with Mr. S. E. Clutterbuck, of 
Messrs. Clarke, Dovey & Co., as trustee, with a committee of 


inspection. The following are creditors :— 
£ £ 
Baxendale & Co. is .. 150 Rowe Bros. 21 
Catterson & Sons, S. P us .. 94 Rose Bros. 34 
Enghsh Electric and Siemens Siemens Bros. = vus S. 36 
Supplies, Ltd. ... лї: n. 16 Shenton & Co. D: .. 61 
General Electric Co. er e. wW Smith, J. and W. B. 25 
Horwood & Co.  .. isa oc Jü Vicbur & Sons : 34 
Ingersoll Watch Co. T e. 17 Witty & Wyatt 17 
Morgan & Sons, D. wee A Wholesale Fittings Co. 23 
Mills, Henry Bd xus .. 15 


ToFIELD & бово LTb., electrical engineers, Edmund 
Street, Birmingham. —In response to а circular letter issued 
by Messrs. Bailey, Cox & Co., solicitors, a conference of the 
creditors of the above was held recently at the Birmingham 
Chamber of Commerce, Birmingham, when a statement of 
affuirs was presented, which showed ranking liabilities of 
£10,755, made up as follows: unsecured creditors, £2,476; 
bankers, £8 ‚079; and contingent liability, £200. The assets 
consisted of cash in hand, £30; book debts, £9,000; stock-in- 
trade and work in progress, £4, 500 ; furniture and fittings, 
£200; and plant and machinery, £270; or a deficiency of 
£3,755. With regard to the claim of the bank, it held de- 
bentures to the extent of £83000. Tt was reported that the 
business was incorporated in May, 1920, with a nominal capi- 
tal of £10,000, of which £6,500 had been allotted and paid for 
in cash. The company took over the Birmingham business 
of another concern as from November 186, 1919, paying 
£1,880 for the goodwill. The first year's trading showed & 
profit of something like £300, but in the succeeding twelve 
months there was a heavy loss, which approached £4,000. 
That loss was largely due to heavy purchases of goods which 
could not be readily sold, and had since depreciated very 
seriously in price. The directors had never received any fees. 
The company also opened a London office, which resulted in 
a loss of over £1,000, and was closed. "The company had 
effected economies to the extent of at least £1,300 a year, 
and also had a number of profitable orders on hand. The 
creditors unanimously decided to leave their accounts in 
abevance for a period of six months, during which time they 
would not exercise any pressure subject to the directors re- 
porting to a committee of inspection every three months, and 
to a report being issued by the committee at the end of aix 
months. The committee consisted of the representatives of 
Callender’s Cable Co., Sterns Electric Co., W. T. Henley's 
Telegraph Works, Co., the English Electric Co., and the 
Wholesale Traders’ Association. 


Trade Announcements.—The North-Eastern district office of 
Messrs. FERGUSON, Pawn & Co., LrD., has been removed to 
90, Pilgrim Street, Newcastle-on-Tyne. Telephone number: 
oe 5574. Telegraphic address: ‘‘ Tension, Newcastle-on- 

me.” 

THE Jeary ELECTRICAL Co., IAD., 
premises in Glasgow at 95, Waterloo Street. 
large stocks. Mr. John Grogan is Scottish manager. 
phone number: Central 5329. 

Messrs. Нил, & Provo, late with Gill & Co., have com- 
menced business as electrical engineers at 36, St. Michael's 
Street, Oxford. 

Messrs. ALBERT Ler & Co., LtD., announce that Mr. W. Р. 
Kerr, their Midlands and Northern representative, having 
resigned, the ground wi'l. for the time being. be worked by 
the managing diréctor, Mr. Thomas Harris, and the general 
manager, Mr. J. Edward Allden, 


has removed to larger 
It is carrying 
Tele- 
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Каро INSTRUMENTS, DrD., is the name of a new company 
formed for the production of wireless instruments of new 
design. Mr. J. Joseph, M.LE.E., who has recently resigned 
his position as general manager for Mr. H. W. Sullivan, is 
managing director of the new company. We understand that 
he has been associated with the design and manufacture of 
wireless anstruments for the past 23 years. Mr. W. A. 
Appleton, M.B.E., M.LR.E., late Admiralty Technical Re- 
search Officer at H.M. Signal School, Portsmouth, has been 
appointed Director of Research and Chief Designer to the com- 
pany, Which has an illustrated and descriptive catalogue in 
course of preparation. ‘The works, offices, and show-rooms are 
situated at 12a, Hyde Street. New Oxford Street, London, 
W.C.. A special department will deal with laboratory stan- 
dards and radio measuring instruments, and the company will 
also advise on high frequency and radio work. 


STEAM  FrrriNaS Co., Ltp., 


Catalogues and Lists.—'l'ug 
jlustrated and . priced 


West Drayton, Middlesex. — Two 


pamphlets dealing respectively with electric temperature regu- ' 


? 


lators " for rooms and liquids," and a thermo-contactor for 
giving alarms when a certain temperature is reached. 

The SiLUMINITE IxsurLaTOR Co., Lro., The Green, Southall, 
Middlesex.—An illustrated catalogue giving a description of 
" Siluminite " insulating material, and detaiis of sheets, 
insulators, and moulded fittings of this substance. 

Messrs. Higes Bros., Sand Pits, Birmingham.—Monthly 
magazine for June, containing stock lists of d.c. dynamos 
and motors and a.c. generators; notes on the setting of 
brush-holders, and humorous items. 

Messrs, SIEMENS Bros. & Co., Izb., Caxton House, West- 
minster, S.W.1.—An illustrated booklet giving a full descrip- 
tion of the construction and uses of the ‘‘ Muitiversal " test- 
ting set made by Messrs. Eliott Bros. (London), Ltd. 

THe New ITALIAN ART Association, Lrp., 48, Newman Street, 
W.1.—Two illustrated lists showing examples of alabaster-bowl 
lizhting fittings in numerous styles. 

Tuk Enectrican ALLOY Co., 4, Regent Square, W.C.1.—A 
publication dealing with resistance wires and ribbons for elec- 
trical heating purposes, embodying a set of charts for deter- 
mining the current-carrying capacity of ribbons and strips, бс. 

Тнк EprsoN Swan Evectric Co., Lrp., Ponders End. Middle- 
eex.—List No. AA 253, containing a-description of the manu- 
facture of '"" Ediswan ” accumulators, and giving illustrations 
and prices of various types. 

AUTOMOTIVE Propbucts Co., 3, Berners Street, W.1.—Two 
illustrated pamphlets describing link '' V " belting. Priced. 

SIMPLEX ConbuiTs, Ілор., Garrison Lane, Birmingham.—List 
No. 909, containing very full illustrated details of conduits and 
accessories, including junction boxes, wall plugs, tools, &с. 
Prices are given upon a separate card. 


Copper and Lead Prices.—Messrs. F. Smith & Со, report 
June 6th :—Copper (electrolytic) bars, £71 10s., 20s. increase; 
do. do. sheets, no change; do. do. wire rods, £51 10s., 20s. in- 
crease; do. do, h.c. wire, 104d., 4d. increase. 

Messrs, James & Shakespeare. report June 7th:—Copper 
bars (best selected), sheet and rod, £94, £2 increase; English 
pig lead, £26, 15s. decrease. 


E.D.A. Activities.—The Electrical Development Associa- 
tion has published an abstract of the lecture on ''Electro- 
Farming," recently delivered by Mr. R. Borlase Matthews, 
M.I.E.E., before a joint meeting of the Irish Centre of the 
].E.E., and the Royal Dublin Society. 

The Association has sent us a copy of the order form used 
bv the Winchester Electricity Department. At the head of 
this form the details of the supply are given, with an 
additional note that motors of over 2 h.p. are connected across 
the '' outers " of the city's three-wire system. To give these 
particulars is not a general practice, but is obviously of great 
advantage, as this essential information is likely to be over- 
looked when ordering apparatus. 


Book  Notices.—'' The Electrician Tables of Electricity 
Undertakings, 1922.” (132 pp.) London: Benn Bros., Ltd. 
Price 10s. net.—The altered arrangement of the data instituted 
last vear has been retained; this is an advantage permitting 
of quick reference. Among the new features of the present 
edition is a section devoted to data regarding Chilean under- 
takings. Additional information in connection with vehicle 
charging, showrooms, &c., appears, and the charges have been 
brought up to date, although these are still fluctuating, chietly 
downward. Another feature of interest is an index to articles 
aescribing numerous undertakings which have appeared in the 
Fici trictan. | 

“The Official Municipal Year Book for South Africa,” 
edited by W. P. M. Henderson and F. G. Pay (415 pp.). Cape 
Town: Publishers, P.O. Box 1136. London: E. G. Allen and 
Sons, Ltd. Price 25s. net.—This useful directory re-appears 
after an absence of eight years, during which period the joint 
editors were upon active service. Every city and township in 
the Dominion is included, and the information given com- 
prises historical and topographical data, lists of officers, rate- 
able value, «е. Section VI.. which deals with electrice light 
and power undertakings, tikes up an important part of the 
volume, and the information contamed in the section 18 very 
detailed In every case. Several items in a digest of legal 
decisions possess interest for the suppher of goods to the 


country. We consider that the book should prove a great aid 
to all British manufacturers and exporters, as indicating pos- 
sible markets for their goods. То electrical manufacturers 
the section devoted to electricity supply should be of 
additional value. 

The British Non-Ferrous Metals Research Association has 
just issued in its quarterly Bulletin, a union list of periodicals 
of interest for reference on industrial metallurgy. The ser- 
vice provided by 14 libraries in London, Birmingham and Man- 
chester is clearly indicated so far as concerns the 118 periodi- 
cals which have been selected, and the next edition will 
include additional libraries and periodicals which experience 
with the present list suggests as desirable. 

"The Engineer’s Year-Book," edited by H. R. Kempe, 
M.Inst.C.E., and W. Hanneford Smith, M.Inst.Met. Fp. 
Ixxxvi-2,520; figs. 2,250. London: Crosby Lockwood & Son. 
Price 308. net.—The issue of this familiar old friend for 1922— 
the 20th year of publication— is practically the same size 
as that of the previous year, obsolete matter having been 
cut out to make room for the new sections and other adui- 
tions. The volume has certainly reached the limiting dimen- 
sions for convenient handling, and if the binding were not 
so excellent it would hardly endure a twelvemonth's usage. 
The very large section dealing with ‘ Steam Power." 
which occupies 245 pages, has been entirely recast and, in 
great part, rewritten by Dr. T. B. Morley, and some twenty 
other sections have been revised and extended. There 1s 
hardly a phase of engineering practice that is not dealt with 
in this compendium, which contains a bewildering mass of 
information in condensed form; one cannot turn over the 
pages without coming across some item which rivets the at- 
tention of the reader. Apart from its advantages to the 
professional engineer, we wonder whether teachers of engi- 
neering in general appreciate the value of this book to their 
students; as an educational work it is unexcelled bv any 
texthook that we have ever seen. Speaking of textbooks 
reminds us of a suggestion that we had in mind—that the 
insertion of short bibliographies, or references to standard 
works, at the end of each section would take up little space, 
and would materially add to the value of the Year-Book. 

" Marine Wireless Pocket Book," by W. H. Marchant 
(180 pp.). London: Sir Isaac Pitman & Co., Ltd. Price 6s. 
net.—In this work is contained a concise description of all 
the apparatus used in ships’ wireless equipments. А very 
wide field is covered, the systems of various companies receiv- 
ing full attention. The first part is devoted to power 
plant. Section II. deals with instruments arid apparatus 
generally, while actual examples are described in Sections 
ІП. and IV. The fifth section deals with wave-meters and 
the measurement of wave-length, inductance, and capacity. 
A number of useful tables appear. The final section contains 
regulations, abbreviations, codes, &e., and other general in- 
formation. | 

'" Model Questions and Answers on the Thermionic Valve." 
by Clifford Jones (44 pp.) Glasgow: James Munro & C^». 
Ltd. Price 9s. 6d. net.—This book, as the introduction 
states, has been compti'ed for the purpose of assisting students 
who are studving for the Postmaster-General's first-class cer- 
tificate. Commencing with the elements of the subject, the 
work leads up to the use of valves in various connections and 
different types of construction; it appears to meet the pur- 
pose for which it was written in a very full manner. _ 

" Radio Questions and Answers," by Arthur'R. Wilson. 
Pp. 86. London: McGraw-Hill Publishing Co., Ltd. Price 
5s. net.—This work is intended to aid students and operators 
who are about to take the examination for the radio 
operators’ licences issued by the U.S. Government. И 25 
assumed that the reader understands radio operation and 
theory completely, and the book serves to amplify informa- 
tion on a number of salient points. It deals with the con- 
atruction and working of apparatus, storage batteries and 
power plant. An important section is that on ‘' Laws and 
' Traffic Regulations.” 

“ Wireless at Home," by Capt. H. de A. Donisthorpe 
(46 pp.) London: Percival Marshall & Co. Price 6d. net.— 
This is an elementary treatise on the subject, written 1n non- 
technical language, suitable for those who wish to erect smal 
receiving stations without going too deeply into the subject 
of © wireless." Apart from describing instalations, the book- 
let also contains a great deal of interesting general matter. 

Technologic Paper No. 209 of the U.S. Bureau of Standards. 
"Thermal Stresses in Chilled Iron Car Wheels "" (40 pp. and 
plates). Washington: Government Printing Office. Price ? 
cents.—This describes a method of testing саг wheels in the 
laboratory under conditions approximating to those which are 
present when brakes are applied on long grades, and for 
measuring the stresses in the wheels due to the heating of the 
tread while the hub remains cool. p 

“Industrial Motor Control.” by A. T. Dover. Рр. хи+116; 
fies. 55. Price 2s. 6d. net.; ‘ Industrial Oxygen," by P. H. S. 
Kempton. Pp. xii4104. Price 9s. 6d. net. London: Sir I. 
Pitman & Sons, I.td. M. 

“An Introduction to the Principles of Industrial Adminis 
tration," by A. P. M. Fleming and H. J. Brocklehurst. Pp. 
viit 140, 19 figs. London: Sir I. Pitman & Sons. Price 
3s. 6d. net. . 

“ The Outline of Science,” edited bv Prof. J. А. Thomson, 
in two vols. Illustrated. T,ondon: Geo. Newnes, Ltd. 
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The A.E.G. in Austria.—The A.E.G., of Berlin, and the 
A.E.G. Union Electricity Co., of Vienna, are each providing 
one-half of the capital of а new company: with a share capi- 
tal of 500,000,000 Austrian crowns, under the title of the 
A.E.G. Union Works, which will take a lease for 30 years of 
the existing Vienna company's works at / Stedlau-Hirsch- 
stetten. In future the A.E.G. Union Electricity Co. will act 
as sales company for the new manufacturing company, and 
other sales companies, in which the Bern A.E.G. will have 
half the share capital, will be formed for the Succession 
States, Poland and Dantsig, Rumania, and Bessarabia. 


A Voltage-Drop Calculator.—Messrs. Drake & GORHAM 
WHOLESALE, LTb., have produced a useful device for calculat- 
ing the voltage drop in lines of which the length, area, and 
current are known. It 1s in book forin, to fit the pocket, and 
is obtainable from the company for the sum of 3s. 6d. 


Sports.— The twenty-seventh annual athletic and cycling 
tournament, in support of the Dublin United Tramways 
Employés’ Provident Fund, will be held at Lansdowne Road, 
on Saturday, July 29th. 

The Petrograd Accumulator Trust.—Two questions at pre- 
sent constitute the chief care of the Petrograd Accumulator 
Trust, namely, the supply of the factories with raw material 
and the setuement of accounts with chents. The supply of the 
Trust with raw material is the more dithcult, as the leading 
raw materials required before the war were imported almost 
exclusively from abroad. Such were, for example, chemically 
pure lead, which it is impossible to obtain in Russia. How 
far the stocks of lead were reduced can be seen in that during 
the last four years the foriner ** Tudor’ ' factory obtained no 
more than 15,000 poods of lead, the '' Reks” factory 3,000 
poods, and the “ Tem ” factory 6,000 poods. whereas the normal 
consumption of one factory alone, the Tudor, amounted to 
between 6,000 and 38,000 poods of soft lead per month. The 

“reserves of new lead are completely exhausted, and the fac- 
tories are supplying themselves mostly from old batteries. 

These are being resmelted; but the material obtained is not 

suitable to the work it 15 intended for. Not less urgent is the 

requirement of the Trust of potash salt, chloride of calcium, 

&c. 

- The chief electrical section bought considerable parcels of 
salts and calcium, namely, 25,000 poods, abroad, and these goods 
are now in Revel. With regard to lead, the Trust is seeking 
to work on its own resources. [t is proposed to use lead waste 
found in the factories and to organise the production of small 
lead. In exchange for this the concern obtains froin the Union 
of Hunters, furs, payable at long date, and it exchanges the 
furs abroad for soft lead. It is self- evident, however, that to 
carry on this peculiar combination requires а certain amount 
of time. To settie accounts with the buyers proves to be par- 
ticularly difficult for the Trust, as 16 15 working almost exclu- 
sively for Government requirements. Sixty per cent. of the 
orders of the Trust are for the military department, and 40 
per cent. for other Government sections. Meantime the buyers 
have been paving slowly, and the position is further complicated 
by the fact that even in the best case when a department does 
pay its account it tenders money with such delay that in view 
of the rapid decline in the exchange, the full payment of the 
account to the Trust amounts, in fact, to only a part of the 
value of the order. In connection with this, the question of 
credits at the disposal of the various departments leads to the 
assumption that settlements with the Trust will be made 
more normal, and so facilitate its operations. 

The factories of the Trust are assured of fuel for a consider- 
able time. Besides, this Trust in common with otber electrical 
trusts in Petrograd, shares, in the barter system, with the 
Petrograd fuel department in the delivery of fuel. As the 
summer time is the most suitable for working at the factories 
where a number of the operations are listed as 
injurious, and much work is done in practically open air, the 
Trust has decided to work uninterruptedly throughout the 
summer. 

Patents Extension.—4 petition has been presented to the 
High Court by Mr. Charles Smith, of Tynwald, Birdhurst 
Rise, South Croydon, for the extension ot patents! granted io 
him, numbered 16,242 of 1906, and 22,525 of 1907, for inven- 
tions and improvements in fire a temperature alarms or 
indicators, and it will be heard in London on July 4th. 


Wolfram Lamp Works.—The rebuilding of the works of 
the Wolfram Lamp Co., of Augsburg, which was burnt down 
two or three ycars ago, was commenced in 1921, and it 
is expected that production will be resumed by the end of 
the present year. 

British Trade Ship.—We are asked to state that in view 
of recent announcements of a projected vovage round the world 
by the steamship Orontes, renamed British Trade, confusion 
has arisen between this voyage and that arranged for another 
vessel under the auspices of British Trade Ship, Ltd., of which 
Earl Grev is chairman, The Orontes, or British Trade, has 
no connection whatever with British Trade Ship, Ltd., whose 
proposal is to build a special ship for the purpose of an 
exhibition and send her round the world in 1924. 

The Holidays.—The works of the MkerTROPOLITAN-VICKERS 
ELECTRICAL Co., LTD., at Trafford Park and Sheffield, which 
have been closed from June 1st for the annual holidays, will 
re-open on the morning of Monday next, June 12th. 


Electrical Production in Russia.— According to the accounts 
and statistical report of the Chief Electrical Section, the 
concerns engaged in the electrical industry have considerably 
inereased their productivity during the list few months com- 
pared with the beginning of the year. "Thus, the Volta and 
Baranteche establishinents produced electrical apparatus as fol- 
lows:—In January, to the value of. 7,100,000 gold roubles; in 
February, 11 500.000 gold roubles; and in March. 10.600,000 
gold roubles. This has been done with a relatively small 
increase in the personnel, namely, an increase of eighteen 
on a personnel of 400, whilst there has been a reduction of 22 
hands of the non-labouring class. The production of the 

` Dynamo "' factory shows an increase of 108 per cent. in 
March over February; whilst the Alexeieff Cab'e Works pro- 
duced in Mach more than double its output in January. 
The production of incandescent lamps, beginning with last 
December, has increased steadily in the Moscow factories. 
In that month the production was 128.000; in January it 
was 144,000; in February 163,000; and in March 177,000. 
The position is not 80 favourable with the Petrograd lamp 
factory, called the ‘‘ Svyetlana.’’ There, on the contrary, 
there has been a decline since December for want of material 
—particularly bulbs, Data on the Petrograd Telegraph Tele- 
phone Trust also shows some decline in the production of 
Morse instruments, and the Geisler factory discloses a 
reduction in March compared with February. 


For Sale.—By direction of the Disposal Board, Messrs. 
Geering & Colver will sell by auction on June 16th, at H.M. 
Naval Depot, Dover, electrical equipment. comprising genera- 
tors, d aud feeder panels, swit-hboards, electric lighting 
sets, «c 

By order of the executors of P. F. Tluddleston, deceased, 
Messrs. H. Butcher & Co. will sell by auction, on June 27th, 
at the Grove Hall, Hammersmith. a quantity of electrical 
stores and accessories. (See our advertisement pages to-day.) 


Safeguarding of Industries Act.--VULCANISED FiBRE.—In 
response to a complaint from the British Electrical & Allied 
Manufacturers’ Association that vulcanised fibre, manufactured 
in the United States, is being sold or offered for sale at prices 
below the British cost of production, the Board of Trade is 
setting up a committee. under the chairmanship of Sir Ber- 
nard Mallett, K.C.B., to investigate and report upon the 
matter. The secretary of this Committee is Mr. W. W. Hob- 
son. Board of Trade, Great George Street, S.W.1. The first 
sitting for the taking of evidence is to be held on June 20th 
at 11 a.m., at 5, Old Palace Yard, Westminster, S.W.1. 


Book.—Tur RawrprrvG Co., Lro., has 


A *'' Rawlplug ” 
illustrated  book'et entitled 


issued, at the price of 1s.. an 
i Tips on Odd Joba about the House.” This little publication 
describes the essentials of a complete '* handvman’s’”’ outfit, 
and tells the reader how to set about the hundred-and-one 
tasks which are the natural outcome of living in a house. 


Effect of Taxation upon Trade in East and West Africa.— 
The Federation of British Industries has sent a communica- 
tion to the Secretary. of State for the Colonies, calling atten- 
tion to the serious effect that the high level of taxation in 
the British East and West African Colonies is having upon 
trade between the United Kingdom and these possessions. 
Representatives of the Federation are to moet the Secretary 
of State for the Colonies on June 14th, with a view to fur- 
ther discussion on the subject. 


С.А.У. Horns.—Messrs. C. А. VANDERVELL & Co.. LID., 
announce that, owing to the reduction of costs, due to 
greatly-increased production, they are now able to reduce the 
price of their С.А.У. horns. In addition they will shortly 
have in production brackets that will greatlv facilitate tho 
fitting of the horns to the majority of cars by the user himse!f 
or by any agent. 


LIGHTING AND POWER NOTES. 


Barrow.—-EXTENSION oF SurPLY.—AÀt a recent meeting of 
the Town Council, the Electricity Committee suggested the 
acceptance of the tender of Messrs. Johnson & Phillips, Ltd., 
fcr the erection of an e.h.p. transmission line and l.p. distri- 
bution line to Rampside and Roa Island at a cost of £2,516, 
subject to the Corporation Finance Committee’s agreeing to 
make good annually anv loss in connection with the supply 
up to a maximum of £200 and to the sanction of the Elec- 
tricity Commissioners being obtained to the necessary loan. 


Birmingham.—Yran's WonkiNG.—The accounts of the elec- 
tricity supply undertaking (Engineer: Мт. R. А, Chattock) 
for the year ended March 31st last show a total income of 
£1,041,544, comparing with £1,293.521 in the previous year. 
Working expenses amounted to £725,042, as against £993, 734, 
leaving a gross surplus of £316,802 (£299, 787). This was c ar- 
ried to the profi& and loss account, and to it was added 
£34,661 from reserve as provision for unproductive capital on 
the Nechells works, and £1,686 bank interest, making a total 
of £353,149. Against this were charged loan interest, debt 
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redeinption instalments, &c., amounting to £312,391, leaving 
a surplus of £40,858, as compared with £53,000 in 1920-21. 
The total number of units sold fell from 136,921,417 to 
111,038,406, decreases occurring in all branches of supply. It 
is of interest to note that the cost of fuel and charges in con- 
nection with this, decreased from £415,368 to £262,727, a 
reduction of nearly 37 per cent., while the falling-off in the 
sale of energy was less than 20 per cent. Wages and salaries 
fell from £121,979 to £96,691. 


Blackpool.—Yrar’s WorkinG.—The annual report on the 
year’s working of the electricity undertaking for the past 
year shows a total income of £119,034, as compared with 
£112,206 in the previous vear. Working expenses amounted 
to £82,294 (£53,321), leaving a gross profit of £36,740. After 
deducting interest and other charges, there was a profit of 
£14,322. In the previous year there was a surplus of £8,180. 


Brighton.—PnicE Repuction.—The Town Council is 
reducing the charges for electricity for lighting from 7d. to 
6d. per unit, and from 214. to 1.954. per unit to the tram- 
Ways. 

_Continental.—France.—In the course of their April ses- 
sions, the Councils-General of the Cótes du Nord and Mor- 
bihan Yoted . participation to the extent of two million 
francs each in the company which is being formed for 
the exploitation of a hydro-electric power station to be 
constructed on the Haut Blavet, twenty km. from Pontivv. 
An inter-departmental commission. ; 
methods by which the scheme is to be carried out, has de- 
cided that work on the station is to be begun  shortlv. 
Power at 45.000 V will be distributed to the towns of 
Saint Brieuc, Pontivy. Baud, Lamballe, Dinan, Ploermel, 
Auray, Lorient. &c. The energy will be supplied at the maxi- 
mum price of 34 centimes per kWh for h.p. and 40 centimes 
for l.p. The Commission has decided, in order to prevent the 
whole of the power being used for industrial purposes, to 
reserve 25 per cent. for domestic uses and for the driving of 
farm machinery.—Reuter’s Trade Service (Paris). 

_A slight reduction in the price of electricity in Paris 
1s to be made in Tulv (from 93 centimes ner kWh to 
80 centimes) and a further reduction at the end of the vear, 
when it is honed that pre-war prices mav be reached. Tf the 
lower prices for coal persist, the Municipality will be able to 
make a considerable profit from the working of the city’s 
electricity supplv.—Reuter. Ё 

Iraty.—The Società Forze Elettriche Meridionali is about 
to completely reorganise its plant. The Таро di Santa Croce 
is to be fed bv a supnly from the River Piave. The old sta- 
tions at Fadalto and Nove will be re-equinped as follows :— 
The former with six sets of 1,500 kW each, generating elec- 
tricity at 42 cycles; the latter with four sets of 15.000 kW. 
A new station is now being built at San Floriano which will 
he equipped with four sets of 1,000 KW. and another. situated 
on the Livenza; wil! have three sets of 15.000 kW. The avail- 
able maximum yield of the four stations will total 900.000 kW’. 

An Intercommunal Hydraulic Trust has been formed at 
Tione. in the Valley of Giudicarie. to develop the water-power 
of the Rivers Sacra and Chiese. Twenty-seven communes of 
Giudicarie. a number of communes of Tombardv, the com- 
mune of Trento, and other public bodies are included in the 
scheme. 

Rossta.—It has been decided to improve the electrification 
of Ruravevki bv replacing the 16 small machines already in- 
rtalled by one large one. А special building will be erected 
for the station. All the work will be carried out bv a Moscow 
trust, and the whole is expected to be finished next autumn. 


Denbigh.—Evrcrricity ScHEME.—The Electricity Committee 
has recommended the Town Council to appoint Messrs. Sloan 
and Lloyd Barnes, consulting engineers, Liverpool, to prepare 
a scheme for supplying the Vale of Clwyd area with electricity. 


Eccles (Lancs.).—Price Repuction.—The Town Council 
has reduced the increase of 100 per cent. on the standard 
rates of charge for electricity for lighting, power, heating, 
cooking, and other domestic purposes by 25 per cent. 


Electricity District.—Soutu-Wrst Mipnanps.—It is an- 
nounced that the second inquiry in connection with the above- 
named electricity area which the Commissioners are bound to 
hold, in accordance with Section 5, sub-section 4, of the Elec- 
tricity (Supply) Act of 1919, will take place in the Council 
Chamber, Council House, Birmingham, on June 29th, at 10.30 
a.m. The scheme submitted by the Corporation was outlined 
in our issue of August 5th, 1921, and the Commissioners’ in- 
quiry was reported in our issue of November 95th, 1921, and 
their decision in our issue of March 31st, 1922. 


Folkestone.— EXTENSION or. AngA.—The Electric Supply Co., 
Ltd., has been granted an order anthorising it to supply elec- 
tricity to Cheriton, Saltwood, Newington, and Hawkinge, 


Fife.— lY DRO-ELECTRIC INstannation.--The Balgonie Colliery 
Соч hydro-electric undertaking, upon. the River Leven at 
Markinch, was successfully inaugurated last week, the work, 
Which was commenced about a vear ago, having been com- 
pleted in. record. time. Mrs. Allan, wife of Mr. J. S. Allan, 
one of the directors of the company, performed the opening 
ceremony by starting up the turbines. The colliery officials 
Were congratulated on their enterprise in developing the 


appointed to study the 


water-power available. Mr. Webster represented the firm of 
Messrs. James Gordon & Co., Ltd., London, who supplied and 
erected the turbines. Electricity is now being utilised 
throughout the whole coalfield for various purposes in connec- 
tion with the mining operations. 


Haslingden.—Price Repuctions.—The Corporation is 
reducing the charges for electricity for lighting from 72d. to 
714. per unit and for heating from 3d. to 24d. per unit. The 
increase of 120 per cent. on pre-war rates to ordinary power 
users is being reduced to 100 per cent. 


Hornsey.— EXTENSION or SurPLY.—Application is being 
made to the Electricity Commissioners for an Order permit- 
ting the Council to supply certain works in Friern Barnet 
with electricity. The proposed scheme has been approved by 
the Friern Barnet Council and the North Metropolitan Electric 
Power Supply Co.. Ltd. 


Japan.—'' SUPER-POWER "" SCHEME.— Developments in Japan 
Within recent months indicate the future possibility of a 
super-power system to furnish electricity over the large area 
between Tokyo and Osaka. The completion of the contem- 
plated programme will give this Far Eastern nation one of 
the largest, af not the largest, super-power systems in the 
world. The principal industries in Japan are situated alony 
the south coast of the Island of Nippon, the largest island 
of the Japanese group, and more especially around Tokyo aud 
Osaka, and, to a lesser degree, Nagoya. To the north of 
Nagoya and approximately half. way between Osaka aud 
Tokyo, the rough and somewhat sparsely populated provinces 
of Shinano and Mino are particularly rich in water-power. 
which is capable of development at such a cost as to make 
transmission to both Osaka and Tokvo an economical pro- 
position. The chief rivers in this district are the Kiso and 
Tenryu rivers, flowing south into the Pacific Ocean, and tlie 
Shinano river, flowing north into the Sea of Japan. Thes’ 
rivers, especially the Kiso and ite tributaries, have already 
been utilised for power purposes to & certain extent, but it is 
planned to obtain from them within the next few years an 
additional half-million kW.—IJndian Engineering. 


Kendal.—NkEw Pra4NT.—The Town Council has decided to 
expend £11,650 on new plant and cables in connection with 
the electricity undertaking. 


Leek.—Prick Repuctions.—The Council is reducing the 
charges for electricity for lighting to 74d. per unit and for 
cooking and heating to 24d. per unit, with a minimum half- 
yearly charge of 155. 

Rate Кюлев. — The Electricity Cominittee has handed. over 
£1,500 from the profits of the year's working of the electricity 
undertaking towards the relief of the rates. 


Liverpool.—TRANSFER OF BOOTLE UNDERTAKING.—With a view 
to avoiding a pubic inquiry, negotiations are in progres 
between the Corporation and the Councils of Bootle and 
Litherland regarding the terms of the transfer of the Bootle 
electricity undertaking to the City. The proposed charge tor 
domestic lighting is 14d. per unit іц advance of the chirze 
within the city, with a maximum of 9d. per unit. If, how- 
ever, the Liverpool churge be reduced, the charge to the 
urban districts will be reduced proportionately. 


London.—St. ManyrEBoNE.—The Borough Council has re- 
ceived sanction from the Electricity Commissioners to a loan 
of £7,818, part of £11,189 apphed for by the Council, for 
additions to the plant at the electricity works. The Electn- 
city Commissioners have deferred consideration of the apphica- 
tion to borrow the balance of £3,321 for cable and switchgear 
in connection with the supply to Hampstead. pending the 
conclusion of the agreement with the Hampstead Borough 
Council. 


Mullingar.— ELECTRICITY ScHEME.—AÀ scheme has been sub- 
mitted to the Town Commissioners by the Mullingar Motor 
Со. for the lighting of Mullingar with electricity. 


Navan.—Loan.—The Local Government Department of the 
Irish Provisional Government has sanctioned a loan cf £12.00 
in connection with the proposed public electric lighting 
scheme. 


Nuneaton.—Yrar’s Мовкіхв.—Тһе annual report on the 
electricity undertaking for the past year shows & net profit of 
£2,091, 


Preston.--—-Price Reptuctions.—The Town Council. has re- 
duced the charges for electricity for lighting by allowing 109 
per cent. discount for cash in three weeks, and for power the 
discount of 5 per cent. has been increased to 15 per cent. 


Rochester.— Prick Repuctions.—The Kent Electric Power 
Co. is reducing the charge for electricity in Rochester and 
Chatham for lighting to 104. per unit for the first 400 units per 
quarter, and 71 beyond; and. for power from Ad. to ЛИ. 
The reductions are to take effect as from July. Ist. 


South Africa.—EurEcTRICITY BiLL.—The Government's. Elec 
tricity Bill, which provides for the creation of a Commission 
empowered to raise capital and erect power stations at suit 
able centres, was read for the second time on Мау 3lst in the 
Union House of Assembly, and was then referred to a Select 
Committee.—Reuter (Cape Town). 
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Walsall.— Year's WonkiNG.—There was a profit of £1,100 
on the electricity undertaking during the year ended March 
318$ last, as compared with a profit of £1,614 in the previous 
year. 


Worcester.— YEAR'S WonkiNG.—The report upon the city 
electricity undertaking (Engineer: Mr. C. M. Shaw, M.I.E.E.) 
for the year ended March 31st. last, shows a total revenue 
from all sources of £40,906, comparing with £41,179 in 19%- 
21. Working costs amounted. to £35,148, as against £27,236, 
leaving а gross profit of £123,758 (£13943). Loan interest, 
sinking fund, taxes, and other capital charges absorbed 
£2412, leaving a net profit of £1,316 (£2,333). A sum of 
£333 was spent out of revenue as capital expenditure, and 
£1,500 was contributed in aid of rates. The total. number of 
units sold increased from 3,663,349 to 4.553.621. In his report 
the electrical engineer shows that by purchasing second 
hand plant from Southampton а saving of £50,000 has been 
effected. He suggests that. consequent upon the fall of the 
price of fuel, the following reductions in charges should be 
made :—TLighting, ordinary rate from 74d. to 7d. per unit, 
rateable value system (charge per unit) from 1d. to łd., with 
reductions in special contract rates; heating, from 14d. to 
id. per unit; power, basic scale to remain unchanged, but 
additional charge reduced from 75 to 00 per cent. 


York.—J.oan.—The Electricity Committee has recommended 
that the City Council apply to the Electricity Commissioners 
for sanction to borrow £10200 for two air filters; £2,000 for 
transformers; £3,000 for services; and £720, being the 
amount in excess of estimated cost of works at the Linton 
Locks station. 


TRAMWAY AND RAILWAY NOTES. 


Biackpool.—Yrak's WonkiNG.—The result of the year’s 
working of the tramway undertaking for the past year shows & 
profit of £6,142, as compared with £144 in the previous year. 


Continental.— SWITZLRLAND.— The. electric railway between 
Lucerne and Goldau, which was completed recently, has now 
been opened, the first train traveling the distance, with 
three stops on the way, 1n 32 minutes. 

ITALY.—AÀt a meeting of representatives of the administra- 
tion of the province and the communes of Ancona, Osimo, 
Castelfidardo, Camerono, Montesicuro, Loreto, Recanati, and 
Гаісопага, it was decided to instruct an engineer to prepare 
plans and estimates for an electric railway to link up the 
communes named and eventually to serve adjacent districts in 
the province. On completion of these preliminaries, applica- 
tion for a concession will be made. 


Dewsbury.—lIjxTENsio0N or = ‘Time.—The Town Council is 
applying for an extension of the time allowed for the con- 
struction of tramways to Dewsbury Moor and Shaw Cross and 
across the Market Place.. 


Halifax.—HrEcoNstRUCTION.—lhe Tramways Соппо ее has 
given the general manager authority to carry out during the 
next five vears reconstruction and repairs to the permanent 
way, rolling stock, and overhead hine equipment, at an esti- 
mated cost of £56,914; and points and crossings, £10,060. 

London.—Tur ' UNDERGROUND " EXTENSIONS.—A number 
of contracts have now been placed for the extension and itn- 
provement of the Underground railways, the funds for which 
have been guaranteed by the State. The line froin) Golders 
Green to Hendon (14 miles) is to be constructed by Messrs. 
Charles Brand & Son, of London. The extension connecting 
Euston (City & South London Railway) with Camden Town 
(Hampstead line) 1s to be carried out by Messrs. John Mow- 
lem & Co. The Metropolitan Tunnel & Publie Works Co., 
Ltd., Messrs. Perry & Co.. Ltd., and Messrs. Charles Brand 
and Son have each received a contract for the reconstruction 
of parts ot the City & South London Railway. The whole of 
the existing rolling stock on this line is to be replaced by 
modern stock, and the stations will be rebuilt upon the lines 
adopted on the Bakerloo, Piccadilly, and Hampstead lines. 
The value of the contyacts thus placed is about £1,000,000, 
and further contracts are the subject of negotiations. 

HAMMERSMITH.—On the Ist inst. a Т.С.С. traincar left the 
rails at the corner of King Street, and ran into the shop-front 
of a firm of milliners, doing considerable damage. Fortunately 
the car had only just left the depot and. only. contained one 
passenger, No one was injured. 


Oldham.—Pennxy Fares.—The Corporation Tramways Com- 
mittee has decided to reintroduce the penny. fare, with the 
proviso that whereas the first stage for passengers on any 
part of the system shall be one penny, the charge for each 
subsequent stage shail be a halfpenny. 


Walsall.—Year’s WonkiNG.—The year’s working of the 
tramway undertaking during the past year resulted in a net 
profit of £3,987. 


TELEGRAPH AND TELEPHONE NOTES. 


Italy.—WiRELESS | CONCESSIONS.—À commision consisting 
of five or six wireless experts is about to be nominated by the 
ltaiian Government to proceed to Nauen and Carnarvon to 
make а minute examination of these stations, with a view to 
guiding the Government in questions relating to the granting 
of wireless concessions. 

A lively discussion has been going on in the Italian technical 
and daily Press latelv as to the system to be set up in that 
country when the Marconi concession is withdrawn. It is 
strongly held in some quarters that the Telefunken systern 
Is superior to the Marconi, while the ability of [talian manu- 
faeturers to supply “ radioelectrical material of first quality 
up to |0 kW," is vouched for by our contemporary, 
І’ Audion. 

According to the Minister of Telegraphs, the wireless mes- 
sage traffie in Ttalv had increased from 700.000 words in 
1919 to 4,834,000 words at the end of last vear. A decree will 
shortly be published. allowing telephone subscribers to alterna- 
tively make use of wireless telephony or wireless telegraphv 
for the forwarding of their messages. Freedom for the use of 
private wireless apparatus would also be granted. 


WIRELESS TELEGRAPHISTS.—The recall of the Marconi wire- 
less staff serving aboard Italian ships has created a serious 
ditlicultv. for shipowners, and was considered at а mecting 
held lately at Genoa. It was decided to draw up a list of 
suitable operators, to which shipowners might have resort, 
instead of engaging. as had happened recently, partly qualified 
ien fortuitously met with. 


AUTOMATIC TELEPHONES.—The automatic telephone system is 
to be introduced into Turin. It is proposed to set up 
five automatic stations, the largest, for 10,000 subscribers, 
being built in the middle of the city, and four sub-stations. 
in the suburban districts of Milano, Borgo Po, Nizza, and 
Borgo S. Paolo respectively. 


New German Atlantic Cable. —. general meeting of the 
German Atlantic, German South American, and Fast European 
Telegraph Companies has decided upon a fusion of these 
companies. This will enable the new telegraph concern to 
carry out the construction of а cable from Emden to the 
Azores, to connect with the cable from New York to the 
Azores of the Commercial Cable Co. of New York.—Reuter 
(Berlin). 


Proposed New Pacific Cable.—It is announced that 
the directors of the Pacific Cable Board will meet shortly 
in London to decide on the laving of a second cable between 
the Province of British Columbia and Australia, and that the 
new cable may possibly follow a different route from that 
followed by the present line.—Rerter (Victoria, B.C.). 


Rapid Cable Service.—A Transmission RecorpD.—The 
Eastern Telegraph Co. accomplished a remarkable achievement 
in the cabling of the result of the Derby. They received the 
names of the three winning horses at 3.24} p.m. at their 
offices in Electra House, and telegrams recording this result 
were delivered in Bombay at the local equivalent of 3.26 p.m. 
London time: in Svdney аё 3.27 p.m.; in Durban at 3.26 
p.m.: in Caleutta at 3.30 p.m. Tt must, of course, be under- 
stood that owing to the immense interest created bv the race 
all over the world, special arrangements were made to clear 
the lines.— Reuter. 


South Africa.—'' Broancastixe " Orrer.—The Marconi Co. 
has offered the Government a scheme for broadeast wireless 
telephones throughout the Union, the cost of which would be 
recouped bv the sele of receiving instruments. at from £5 to 
£10, or “ de lure” sets at £30. It is considered that the 
scheme will prove to be a valuable educative influence on the 
veld.—.1frican. World. 


Telephone Service.—TusE ron TELEPHONE CABLES.—Substan- 
tial economy is expected by the Postinaster-General to result 
from the acquisition of the underground tube of the Pneu- 
matic Despatch Co., Ltd., which runs from the General Post 
Office east to a point near Euston station. By the Pall now 
before Parliament effect will be given to the agreement of 
December 30th. last. under which the company agreed to sell 
the undertaking to the department. The tube ìs to 
be used for the accommodation of telephone cables, and 
the estimated saving bv placing the cables in the tube, as 
compared with the cost of laying ducta below the public 
thoroughfare, is about £40,000 at current prices. The use of 
the tube has the additional advantage of avoiding the disloca- 
tion of street trafie which would be involved bv the excava 
tions required for the laying of ducts.— Daily Telegraph. 


Wireless Telephony.—BnoapcasTING.—In a recent interview, 
Mr. Kellaway said that, in order to ‘settle the question of the 
dissemination of matter by broadcasting ° from the. pro 
posed stations, he had decided to call a conference of Press 
and news agency representatives and the firms interested in 
the erection of the stations. No doubt strict regulations 
would have to be framed, but these could be lifted as ex: 
perience dictated. | . 
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CONTRACTS OPEN AND CLOSED. 


The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
'* Official Notice '' appeared.) 


OPEN, 


Australia. — MELBOURNE. — October 17th. Postmaster- 
General's Department. Supply of automatic switchboards 
and associated apparatus for two suburban exchanges at 
Melbourne. | 

June 178. Aluminium steel-cored cable and accessories. 
(Spec. No. 943.) (May 26th.) 

QUEENSLAND (BowkN).—June 30th. Municipal Council. 
Electric power generating plant, switchboard and other equip- 
ment. 


Pertu (W.A.).—July 36th. | Postmaster-General's Depart- 
ment. Telegraph and/or telephone apparatus, testing instru- 


ments, protective apparatus (sched. 734). (See this 1ssue.) 


Belgium.—June 24th. Municipal authorities of Ixelles, 
Brussels. Supply of electricity meters. 

June 30th. Municipal authorities of Romsée (Province of 
Liége). Establishment of a svstem of electricity supply in 
the town. | 


Bulgaria.—Soria.—June 15th. 


Post and Telegraph Depart- 


ment. Fuses, line annunctators, and lightning arresters.* 
Dublin.—June 12th. Dublin United Tramways Со. 


(1596), Ltd. Six months’ supply general stores, 
electrical supplies, &e. (June 2nd.) 


Edinburgh.—]une 12th. Electricity Department. 
ground insulated cables. (June 9nd.) 

June 20th. ‘Tramways Committee. Supply of 30 car top 
covers. Manager Tramways Department. 


Glasgow.—June 12th. Clyde Navigation Trustees. 
Stores (including electrical stores) for three, six, or twelve 
months. Superintendent of Stores, Govan. 


India.—]une 23rd. High Commissioner’s Department. 
Switchboard cable and cable for wiring buildings, dry core 
lead-sheathed and armoured cable. and lead-sheathed un- 
armoured submarine cable. (June 2nd.) 


including 


Under- 


Limerick.—June 12th. The Administrator of St. John’s 
Cathedral. Wiring and fitting for electric lighting the Cathe- 
dral and Presbytery at Limerick. Specification (£2 2s.) from 
the consulting engineers, Messrs. J. P. Tierney & Co., 44. 
Kildare Street, Dublin. 


London.— METROPOLITAN ASYLUMS Boarp.—June 215%. Jn- 
stallation of forced circulation heating and hot-water supply 
apparatus, &c. [Installation cf electric lighting and power, 
telephones, fire alarms, and domestic bells. (May 26th.) 


Sr. Pancras.—June Lith. Electricity Department. Two 
sets of motor-generator balancers, each of 1,000. kW; Lp. 
cables. (June 2nd.) 


[..C.C.—July 15th. Wiring of the buildings, motors, tele- 
. phones, and supply and fixing of overhead electrical conductors 
and main cables, switchboards, &c., at the Eleventh Mental 
Hospital, Epsom. (See this issue.) 


Maidstene.—]une 30th. Kent County Mental Hospital. 
Two 8-рһаѕе back-geared electric motors, two centrifugal 
pumps and accessories, main switchboard, starting and con- 
trolling gear and wiring. (May 20th.) 


Manchester.—]une 13th. Electricity Committee. Elec- 
trical distance indicating and recording. thermometers, fans, 
auxiliary circulating water pumps, electric. capstans and 
bollards. (May 26th.) 

June loth. Electricity Committee. Cable requirements for 
six months. Mr. F. E. Hughes, Electricity Department, Town 
Hall. Manchester. | 

June 13th. Tramways Committee. Supply of electrolytic 
copper and silicium bronze trolley wire, pitch, &с. Mr. J .M. 
McElroy, general manager, Corporation Tramways, 55, Picca- 
dilly, Manchester. ' 

June 25th. Electricity Committee. Installation and connec- 
tion complete of the subsidiary cables between generators, 
auxiliaries, transformers, and switchboards in the Barton 


power station, with materials for fixing tail end boxes and pot- : 


(June 2nd.) 


Town Council. 
Borough surveyor. 


heads for all the cables scheduled. 


_Middlesbrough.—June 26th. 
tion of double line of tramways. 


Construc- 


_Portsmouth.—June 13th. Tramways Committee. Stores 
(including insulating material, lamps, and motor windings, 
&с.) for six or twelve months. (June 2nd.) 


Preston.—June 28th. Electricity Department. 


switchgear. (June 2nd.) 

‚ Reigate.—June 27th. Town Council. Diesel engines and 
single-phase alternators, complete with accessories, two steel 
* oil storage tanks, one 12-ton overhead electric travelling crane, 
alterations to existing cast-iron water tank, (Seo this issue.) 


E.h.p. 


Salford.—June 15th. Electricity Department. Two 
10.000/12,000-k W turbo-generator sets with condensing plaut, 
and other equipment. (May 26th.) 


South Africa.x—FRANKFORT, ORANGE FREE ТАТЕ. —Тһе 
Municipality is inviting tenders for a hydro-electric scheme. 
Particulars from the consulting engineer, Mr. W. Ingham, 
101. ‘Consolidated Buildings, Кох Street, Johannesburg. 

GRAHAMSTOWN, Care PROVINCE.—September Ist. Power 
plant, alternators, switchboard, transformers, cables, фе, 
Specifications from Mr. F. G. Clarkson, town clerk.* 

CALEDON, Care PnoviNcE.—Aurzust 9th. Municipal Council, 

Electric lighting installation. The specification has been 
drawn up by Prof. Bohle, of the University of Cape Town. 
- JOHANNESBURG.—June 29th. Municipal Council. Metal fila- 
ment lamps :—d,00)0 210 V, 60 watt; 4,000 ditto, 100 watt; 
1.000 ditto, 20 watt; 5.000 940 V, 60 watt; also cast-iron street 
lighting. suspension fittings.* 


Southend-on-Sea.—FElectricity Department. One 480/550 V, 
d.c. generator, with 500/550 shunt regulator, to be direct 
coupled to a prime mover; also one 480/550-У, d.c. generator, 
600/650 kW, to be direct coupled to a prime mover, both 
generators to be of the multi-polar-type. (See this issue.) 

Tynemouth.—June 26th. Electricity Department. А.с. 
booster. (June 2nd.) 


West Ham.—June 13th. Electricity Department. Опе 
10.000-EW  turbo-generator, one 10,000-kW surface condensing 
plant. (May 26th.) ` 


*А сору of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Aberdeen.— Electricity Committee. Accepted:— 


Steel work for the first section. of the new boiler-house at the electricity 
works, Ferryhill (£8,113).—Stecl Construction Co.. Ltd. 


Barrow-in-Furness.—Electricity Committee. 


Erection of e.h.p. transmission line and l.p. distribution line to Rampside 
and Roa Island (£2,816).—Johnson & Phillips, Ltd. 


Belgium.—Four concerns recently submitted tenders to the 
municipal authorities of Liége for the supply of a quantity 
of armoured cable required in connection with the electricity 
supp.y undertaking. The lowest offer submitted (201,665 fr.) 
was that of the Kabel und Draht Gesellschaft, of Vienna. 


Bray (Co. Wicklow).—Urban Council. Accepted:— 


Diesel engine snd alternator for the electricity works (25.233) (a reduction 
of £1,370 on the price quoted two years :4:0).—Mirrloes, Bickerton and 
Day. 


Dublin.— Electricity Committee. Accepted:— 
Two water-tube boilers for the Pigeon House station (£35,533).— Babcock 
and Wilcox, Ltd. 


Halifax.— Tramways Committee. 


One group feeder equipment and control panel (£945).—British Thomson- 
Houston Co., Ltd. 
Nine e.h.p. switch panels (£3,100).—A. Reyrolle & Co., Ltd. 


Navan.—Town Council. Accepted:— 


Electric. lighting scheme:—Turbines, at £2,983, with £280 for erection.— 
Hay, Marvon & Со. 
126 poles (£616).— The British Mannesmann Tube Co. 


York.—tlectricity Committee. 


Rotary converter, switchgear, &c. (£3,753).—British Thomson-Houston Co., 
Ltd. 


FORTHCOMING EVENTS. 


Inetitution of Mechanical Engineers.—Monday, June 12th, to Wednesday, 
June 21st. Paris and Liége Summer Meeting. 


Society of Engineere.—Monday, June 12th. At Burlington House, Piccadilly, 
W. At 2.4 pm. Papers оп " The Physical Properties of Clas," by 
Dr. Н. Charley and Mr. А. <, E. Ackerman. 


Roentgen Society.— l'ucsdav, June 13th. At the Institution of Electrial 


Engineers, Victoria Embankment, S.W. Ас 8.15 p.m. — Annual general 
Meeting. 
THE “ELECTRICAL REVIEW" SERVICE 


DEPARTMENT. 


To enable us to complete replies to queries received this 

weck we need the names of supp.iers or manufacturers of :— 

An electrical device for extracting nails from packing 
cases, 


- Beaver brand electric iron attachment. . 


ранни ——— — — !"Y"UH——  — —Á 
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NOTES. 


The Lock-out.—The result of the pooled vote of the 47 
unions was made known on Friday last. The voting was 
(313 for the acceptance of the modified. terms submitted 
bv the Employers’ Federation, and 46,531 against—anajority 
for settlement 52,432. It is said that arrangements were 
being made for the return of men to work on Tuesday, or as 
won thereafter as possible. At the York conference of tho 
A.E.U. delegates, some 500 of whom were present, Mr. J. T. 
Brownlie made a full statement regarding the course of the 
negotiations, and the secretary gave an account of the 
fnaneial position of the union. The resuit of the voting of 
the other unions was received while the afternoon meeting 
was in session. 16 was resolved to submit the employers’ 
proposals to a ballot vote of the membership, the president 
expressing the hope that they would receive the most earnest 
consideration having regard to the importance of main- 
taining the organisation intact. ‘The extremists met with 
overwhe'ming defeat at York. In a letter addressed 
to the members Mr. Brownlie strongly recommended accept- 
ance of the proposals, thus bringing the lock-out to a speedy 
termination, maintaining the A.E.U. organisation intact, 
enabling members to return to work, thereby assisting. to 
stimulate a revival of the engineering industry and find 
emplovment for unemployed members of the union. In the 
course of his letter Mr. Brownlie said :— 

"The fact that the employers are called upon to give at 
least ten days’ notice of any change that is calculated to 
result in the displacement of one class of  workpeople 
by ancther is an important concession, and should 
not be overlooked. The employers’ proposals are procedure 
only, and do not affect wages or working conditions, which 
must be negotiated separately, in accordance with the Pro- 
visions for Avoiding Disputes. 

"The employers’ proposals may be distasteful to a largo 
section of our membership, but I would remind those who 
think so that the said proposals are mild in comparison to 
the terms of sett'ement imposed upon the engineering unions 
at the end of the great lock-out in 1897-8, when many of 
us thought that the ‘ terms of settlement’ were ' the end of 
all things,’ so far as engineering trade unionism was con- 
cerned. Many of us thought at that period the terms of 
settlement crippled beyond recovery the activities of our 
organisation, but subsequent events falsified our prognosti- 
cations, as during the period in which we recognised pro- 
cedure for avoiding disputes the members of the engineering 
unions gained concessions of greater value. in comparison, 
than апу concessions obtained during the preceding twenty- 
five years, without having recourse to drastic action.” 

One newspaper report states that though only half of the 
total membership of 400.000 in the A.E.U. has been idle. 
the dispute has cost £700,000, and there is a large financial 
deficiency. 

It seems that the boiler-makers’ vote against acceptance 
was a verv heavy one. Poth they and the foundry workers 
stood aside from the pooled vote. ‘The action of the boiler- 
makers is not likely to be definitely settled until the A.B.U. 
hailot result is known. Tt is hoped, however, that not many 
weeks will elapse before the shops are running at full speed 
again, enabling the engineering industry to regain some of 
the ground that has late'v been lost. 


Accident.—4A serious accident occurred to A. Sales, of the 
Tunbridge Wells Corporation electricity department, on May 
46th. The injured man was carrying out some repairs on a 
high-pressure cable, standing upon a wet floor. He slipped, 
and in falling seized the cable, receiving a shock of 2.000 V. 
His cries attracted the attention of the assistant chief engineer, 
who put on rubber gloves and dragged Sales away. The latter 
was unconscious, but by means of artificial respiration he was 
brought round, and was removed to hospital. His right leg 
was burned, and his left hand was also blackened, and some 
fingers were destroyed. . 


Appointments Vacant.—.\ssistant meter and testing engi- 
neer (400 taels per month); meter department assistant (300 
taels per month) for the Shanghai Municipal Electricity De- 
partment (tael-3s.). (Sce our advertisement pages to-day.) 


Fatality.— While at work on a pumping installation at the 
bottom of the shaft of the Manners Coliery, Derbyshire, 
Joseph Houlden received a fatal electric shock. 


Electric Vehicles in Municipal Service.—According to the 
Commercial Motor, there are now over 100 municipalities 
in Great Britain using electric vehicles, principally for 
refuse collection and cleansing. The approximate numbers 
of each make employed are as follows :-- Edison, 234: Orwell, 
120; General Vehicle, 60; Garrett, 33; Electromobile, 27; 
Newton. 10; and Cedes, 17. In general, municipal work in- 
volves innumerable starts and stops in relatively small 
mileage, and for such cases no vehicle possesses better quali- 
ties than the electric. Its ease of control, lack of shock at 
starting or stopping, and the absence of power consumption 
when standing, all combine to make it the most suitable 
type of vehicle for municipal purposes, 


4 


United States Electric Vehicle Market.—Business in the 
electric vehicle market is rather quiet. According to а semi- 
ofticial announcement, the electric truck business in the Metro- 
politan district during the past five months shows a gain of 
S00 per cent., as compared with the corresponding period of 
1921. The Autocar Co., of Ardinore, Pa., makers of a well- 
known gasoline truck, is about to enter the electric truck 
manufacturing field. The Electric Vehicles Bureau of the New 
England Division of the National Electric Light Association 
held its first big meeting at Boston on May 24th, which was 
attended by more than 200 executives and others connected 
with the electric truck and allied interests. Various phoses of 
the industry were discussed, and it was decided to hold similar 
gatherings monthly. A proposal to hold the first Electric Auto- 
mobile Show in Boston in the autumn was favourably received, 
and plans will probably be submitted at the next meeting.— 
Reuter’s Trade Service (New York). 


Iron Losses.—Mr. Waldo V. Lvon, Assistant Professor of 
flectrical Engineering at the Massachusetts Institute of Tech- 
nology, has written an unportant and interesting paper on the 
problem of determining the eddy-current and hysteresis losses 
m relatively thin iron plates. The solution is usually obtained 
on the assumption that the ratio between the instantaneous 
value of the inagnetising force and the magnetic Вох density 
is a constant. ‘Lhe hysteresis loop is therefore a straight tine. 
The author dces not make this assumption. He assumes that 
the hysteresis loop is an ellipse, and so his results can take into 
account the hysteresis losses. He can also use vector diagrams. 
Simple formule are thus obtained which we expect will be 
found useful in practice.—Furaday House Journal. 


The Neon Lamp “ Blink.” —Messrs. S. О. Pearson, B.Sc., 
and Н. St. G. Anson gave an interesting demonstration of 
some novel properties in connection with neon gasfilled lamps 
to the Physical Society on Мау 12th. Mr. Anson discovered 
that when a neon gastilled lamp was shunted by a condenser 
and a resistance was put in series with the combination, then 
the light given by. the lamp ©“ blinked © with constant fre- 
queney.. By varying the condenser in. parallel and the resist- 
ance in series, they were able to vary the frequency from a 
"blink " every 10. minutes to 15,000)" blinks” per second. 
They demonstrated the existence of these interruptions of the 
current by means of a loud speaking telephone. The notes 
started at intervals of seccnds and then the frequency was in- 
creased until ultimately it became inaudible at the highest 
frequency. The frequency in this case was measured by means 
of the heterodyne method used in radio-telegraphy. Mr. Pear- 
son showed how the frequency might be found approximately 
by mathematical calculation. The paper excited much interest 
as it was at once recognised that the phenomenon could. be 
nethised for various cominereial and scientific purposes. 
—Faraday House Journal. 

A reader has noticed a curious phenomenon in. connection 
with the neon lamp. Пе has one cf these on a two-switch 
circuit, fed with alternating current at 205 volts, 50 cycles. 
When switched on, the lamp glows in the ordinary way, but 
when it is switched off it is not extinguished; it continues to 
glow faintly. Apparently the capacity of the two switch wires 
lving side by side for a distance of some ten feet suffices to 
allow a small capacity current to flow round the circuit. On 
bridging the switch terminals with the finger and thumb, the 
lamp hghts up almost fully, without causing appreciable dis- 
comfort to the experimenter. 


French Congress.—.\n international congress on the appli- 
cations of electricity is to be held during the Exposition 
Coloniale at Marseilles from the 17th to the 20th of the 
current month. The congress is divided into six sections : 
(1) Production and Transport of Energy: (2) Electric Trac- 
tion; (3) Electricity in the Household; (4) Mechanical Appli- 
cations of Electricity: (5) Wireless and other Electrical Means 
of Communication; and (6) E'ectro-Chemistry and Electro- 
Metallurgy. Particulars as to lodgings, forwarding of ma- 
chinerv, &c., may be obtained of the President du Groupe- 
ment Régional de la Houille Blanche, Marseilles; and purely 
technical particulars of the Directeur de l'Institut Electro- 
technique de Grenoble (Isère). 


The Electrical Trades Benevolent Institution.—The Insti- 
tution has published from its offices at 18 & 21, Park Mam- 
sions, South Lambeth Road, S.W.8, a booklet containing the 
report of the Committee and accounts for 1922; а report of 
the annual general meeting, 1921; a report of the annual 
festival, 1921: a list of governors, members, subscribers, arid 
donors, and the rules of the Institution. 


German Industrial Conditions.—The Bulletin of the F.B.I. 
quotes a correspondent in Germany to the effect that com- 
plaints are made by engineering manufacturers of insufficient 
stocks of raw materials and fuel. Advances in freight rates, 
wages, prices of coal and raw materials, particular'y pig iron, 
have necessitated a corresponding increase in all selling prices. 
Cast-iron rose by one-third. According to Chamber of Com- 
merce reports quotations of German locomotive manufacturers 
have reached the world level or even higher. In the electri- 
cal supplies industry orders have been plentiful, particularly 
from industrial undertakings which are anxious to utilise the 
present high profits in installing the latest improvements 
before conditions become lesa satisfactory, | 
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Accident at. Niagara Power Station.—On April 20th a 
serious accident occurred in the plant of the Ontario Power 
Co., of Niagara Falls, which is part of the system of the 
Hydro-Electric Power Commission of Ontario. In this plant 
there are installed 16 sets having an aggregate capacity of 
200.000 h.p. It is reported that four 16,000-h.p. and two 
20,000-h.p. sets were involved, the latter two being wrecked 
and the other four damaged by water. When part of one of 
the 20,000-h.p. generators was hurled through the roof. the 
covering over these two machines fell and caused the turbine 
casings to fail. The Johnson valves in the turbine pen- 
stocks were closed as soon as possible, but in the meantime 
the water flooded four more machines. 

As far as can be learned, the contributory cause of the mis- 
hap was a short-circuit somewhere on the line of the Hydro- 
Electric Power Commission. The sudden dropping of the 
load caused the machines feeding the line to speed up. At 
that time four sets in the power house of the Canadian 
Niagara Falls Power Co. rated at 10,000 h.p. each, were run- 
ning. in parallel with the generators in the Ontario Power Со.'в 
station. When the operator in the Canadian Niagara station 
saw the four machines speeding up, he pulled over the rheo- 
stats as far as they would go in an effort to cut down the volt- 
age. This, however, had no effect, and when it was discovered 


that the sets were being driven as motors by the larger 
generators in the Ontario Power Co.'s station, the feeder 


switches were opened and the Canadian Niagara units cut off 
the line. Shortly afterwards one of the 20,000-h.p. sets in the 
Ontario Power Со. 'я station failed. 

The destroyed end of the power-house, with its equipment, 
was erected by the Hvdro-Electric Commission of Ontario 
during the war to meet the great demand for power at that 
time. This increased the total capacity of the station from 
160.000 h.p. to 200,000 h.p. The waterwheels were built by 
` 8. Morgan Smith Co.. and the generators bv the Canadian 
General Electric Co.— Power. 


Tenacity of Conduit Grips.—The accompanying illustra- 
tion shows the result of a test upon a length of &-in. con- 
duit, to each end of which was fitted a ‘‘ Broadbent ” jim- 
proved patent grip tee piece (Broadbent's Patents Co. 
(Southport), I.td.). The grip is obtained by the application of 


Tw 


TENACITY ок CONDUIT Gries, 


a collar, having an elliptical hole, over two lugs and giving 
it a turn, the smaller diameter presented to the lugs causing 
the collar to hold tight. It will be seen that while the conduit 
was badly twisted the tee pieces remained in position. 


Brass Casting  Research.—The British Non-Ferrous 
Metals Research Association, 71, Temple Row, Birmingham. 
has carried out an extensive research on the influence of 
gases on high-grade brass. A further investigation is now 
being started by the Association at the Research Depart- 
ment, Woolwich, in which the support of the Engineering 
Co-ordinating Board of the Department of Scientific and 
Industrial Research has been secured. The prime object of 
the present work is to study the conditions necessary for 
securing both surface and internal soundness of strip brass 
ingots, such as are required for cold rolled sheet metal. The 
investigation will throw much light on other types of casting 
in non-ferrous alloys and should interest a wide circle of 
manufacturers in the metal and engineering trades. Dr. 
Harold Moore, O.B.E., and Mr. B. Genders, B.Met.. who 
have already been engaged successfully on similar work, will 
have charge of the research, which will be conducted partly 
in the works of members of the Association, and partly in 
the Woclwich laboratories. 


Licensing and Inspection in Quebec.—The Provincial 
Government has decided to nut into immediate effect the 
law of 1921, which provides for the licensing of electrical 
contractors and journevmen, and for the inspection. of. elec- 
trical installations. A board of examiners will be appointed, 
consisting: of three competent electricians, with at least five 
years’ experience of electrical work. There are to be five 
classes of licences, covering individual contractors, contract- 
ing firms, Journeymen, kinema operators, and persons em- 
ploved in. publie buildings who are not electricians but сар. 
able of performing small electrical repairs. At present the 
Act only applies to public bui'dinss. but the interpretation 
of this term is a wide one, including, as it docs, hotels, 
boarding houses, hospitals, churches, &c. 


' of the volatile matter of the coal into gas. 


Low-temperature Carbonisation.—The various views put 
forward at the conference held recently by the South Wales Tn. 
stitute of Engineers regarding low-temperature carbonisation 
were thus summarised in the Manchester Guardian Commer. 
cial: It is not easy to give an exact definition of the terr, 
" low-temperature carbonisation ° of coal. High-temperature 
carbonisation consists in heating raw coal in closed retorts or 
ovens at about 1,600-2,000 deg. F. In the gasworks process 
the main object is the production of as much gas as possible, 
and in the coke oven to obtain a hard metallurgical coal. Both 
these processes result in the decomposition of a large portion 
The object of low- 
temperature carbonisation may be said to be to obtain the 
maximum yield of valuable liquid products from the volatile 
matter. to reduce the gas yield to à minimum, and to obtain 
а residual fuel which. while being smokeless, like coke, will 
be easily ignited and suitable for a household fuel. Dr. 
Lander, of the Fuel Research Board, gave as his opinion that 
the answer to the question: * Will it be possible to establish 
on sound industrial lines a new industry based on the car. 
bonisation of tens of millions of tons of coal per annum?" 
was that the knowledge and experience which had been gained 
us the result of much patient work during the past few years 
had brought the answer almost within reach. If the prob. 
lems of low-temperature carbonisation are solved it means a 
revolution in industry. Great Britain raises 250,000,000 tons 
of coal per annum and consumes at home 187,500,000 tons, o 
which 20,000,000 tons is used for coke ovens and 18,600,000 tons 
for gasworks. If the remaining 149,500,000 tons was sub. 
mitted to low-temperature carbonisation we should have avail- 
able about 500.000.000 gallons of motor spirit (more than twice 
our consumption of petrol), 75,000,000 barrels of oil, and 
1,350,000 tons of sulphate of ammonia. The total nation: 
saving would be over £250,000,000 per annum, including the 
complete abolition of black smoke and practical independence 
of the rest of the world for liquid fuel and fixed nitrogen. 


Ireland's Water Resources.—4A lecture on '* The Water 
Power Resources of Ireland " was delivered some time ago 
before the menibers of the Dublin Royal Society by Sir John 
Purser Griffith, who was Chairman of the Irish Sub-Con- 
mittee of the Committee appointed by the Board of Trade in 
1918 to investigate the water-power resources of the United 
Kingdom. 

Sir John prefaced his address by an account of the circum- 
stances which led to the nomination of the Committee and bv 
an historical survey of previous similar inquiries. The utili 
sation of water power was no new question in Ireland. he 
proceeded, but it had taken on an altogether new significance 
because through electricity it was not obligatory to use it at 
the print of creation. It. was calculated that the power de- 
rivable from Ireland's water resources was equal to 500,0 
continuous h.p. 

The Sub-Corminittee had confined its investigation of re 
sources to the Shannon, Erne, Bann and Liffey rivers. Th . 
Shannon offered great facilities for the production of cheap 
power. The physical difficulties were limited, and a scheme 
could be devised that could be carried out piecemeal as de- 
mand increased. For an outlay on 1919 prices of £2,5894,000 
installations capable of producing 52,500 h.p. could be erected. 
The Erne presented more obstacles, and drainage and naviga- 
tion interests conflicted, but a feasible scheme costing 
£2,060,000 would vield 45,500 h.p. The Bann offered a re 
stricted problem. Most of the interests on the river were mil- 
ing, and it was considered that plant developing about 12.1 
h.p. could be provided that those interests alone could masc 
full use of at 4d. per unit. 

The Liffey was full of great possibilities, and engineers 
reckoned that the river was capable of producing 10,000 h.p. 
continuously. A scheme for its utilisation costing £1,213,0", 
including the expensé of transmission lines and transformer. 
would easily supply the whole of the Dublin district with all 
the power it wanted. The scheme, remarked Sir John, was 
one of the most attractive he had met with. The source d 
the necessary power was close to their doors, the market э: 
at hand, the need w:s great, and as an economical propositi. 
it could not, in his opinion, be challenged. 

In conclusion. the lecturer drew an interesting comparis 
between Ireland and Switzerland in the need for and the ч» 
of cheap electric power. Both countries were largely agricu! 
tural and destitute of coal, but, whereas Switzerland had nes 
so utilised its water resources that practically every domet 
and national industry benefited, Treland had stil to mi 
proper use of its rivers and lakes. Now, however, it сои" 
proceed to develop them to the best advantage if it bad the 
experience of Switzerland, America and Germany to guide % 
and to teach it what mistakes to avoid.—Financial Times. 


Electric Ship Trials.—In the completion of the conversion 
of the United States Shipping Board steamship Victorious ! 
electric drive and her highly-suecessful trial run, the ‘Tel 
plant of the Todd Shipyards Corporation has made an m 
portant contribution to what may one day be the ишег 
adopted method of ship propulsion. ‘The Tebo plant he! 
already converted to electric drive the Shipping Board estean 
ships Invincible. Independence, and Archer, and the рег 
formance of the Victorioua evoked high commendation from 
the engineers and naval architect who attended the trial. The 
trial run of the Victorious took place off the Jersey Coast and 
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extended over a period of five hours. The contract speed of the 
vessel with the original geared turbines was 10 knots. With 
the new equipment she was to have equalled this speed, but 
during the trials she attained a speed of 11.6 knots. One of 
the outstanding features of the trials was the marked ability 
to stop. The propeller was reversed from full speed of 100 
revolutions per minute ahead to full speed astern in four 
seconds, Which brought the vessel to a dead stop in two 
minutes and forty seconds. A similar vessel with reciprocating 
engines would require more than six minutes to perform the 
same feat. The quick reversal at the propeller is accomplished 
at the control board by reversing the alternator leads, the tur- 
bines being kept in operation during the reversing process at 
a slightly reduced speed. The automatic governor keeps the 
turbine speed in proportion to that of the motor driving the 
propeller. Ап induction motor drives the propeller, and is 
во well insulated that it could practically be operated in the 
water. The installation on the Victorious consists of a high- 
speed 3,180-h.p., 8-stage turbine of the impulse type, driving 
a 50-cycle, three-phase alternator, which delivers power to 
a total of 2,250 kW to the control board. On the control 
board are placed the levers controlling both automatically and 
by hand the amount of power delivered to the 3,000-h.p. 
induction motor, which drives the propeller at a speed of 
100 r.p.m.—The Steamship. 


Decorative ‘‘ Fullolite’’ Lighting.—The accompanying 
illustration depicts one of a number of fittings installed in a 
London showroom, in which 40-W  ' Royal Ediswan ” 
" Fullolite ’’ lamps are used. The lack of glare and the per- 


DECORATIVE ‘‘ FULLOLITE " FITTING. 


fect difusion of light, which are the chief characteristics of 
these lainps, ensure a soft and practically shadowless 
illumination over a wide area. 


INSTITUTION NOTES. 


Institute of Transport.—The principal officers of the In- 
stitute for the year 1922-23 are as follows :—Ноп. President, 


Lord Ashfield of Southwell; President, Sir Sam Fay; Vice-Pre- . 


sidents, Sir J. G. Broadbank, Sir Lynden Macassey, Sir H. W. 
Thornton, Mr. H. Н. Gordon, Mr. E. S. Shrapnell-Smith, and 
Mr. Arthur Watson. Hon. Treasurer, Sir Philip Nash. Mr. 
H. E. Blain has consented again to act as hon. secretary. 


Institution of Mechanical Engineers.—The summer meet- 
ing of the Institution commences on June 12th, and will con- 
tinue until June 2lst. 
arranged, including the reading of several papers, and visits to 
various towns in France and Belgium. The first part of the 
meeting. takes place in Paris, and the latter part in Liége. 
Among the papers to be read is one on '' Electric Locomo- 
tives,” by Sir Vincent L. Raven, K.B.E. The visits will in- 
clude the new Gennevilliers power station, the Eiffel Tower 
wireless station, and the works of a number of electrical manu- 
facturing companies. 


A very full programme has been : 


Junior Institution of Engineers.—On June Ist, Sir Eric 
Geddes, G.C.B., delivered the fourth quadrennial Gustave 
Canet Lecture; Mr. C. H. Wordingham, C.B.E. (President) 
occupied the chair. Sir Eric took as his subject ‘Тһе Railway 
Act of 1921," and dealt with it principally in its economic 
and financial aspects. | He said it had been the aim of those 
who framed the measure to reconstruct our railways on a 
modern basis, and to provide facilities which eminént engineers 
of every class had long desired to enable them to improve and 
perfect the whole system. The community as a whole would 
be benefited by reduced charges; passenger rates would be 
lowered, and a partnership was set up between the companies 
and the traders—a co-operation which would lead to lower 
freight charges. Millions would be saved annually by the 
grouping system instituted by the Act. Referring to electrifi- 
cation, the speaker said that the lessons of the past 100 years 
of railway work were being forgotten. Every engineer had 
his own ideas as to the best system to be adopted, and he 
believed that various individuals were endeavouring to break 
away from the generally-approved standards. When, how- 
ever, the four big companies were working, and the one big 
London group stood out pre-eminently, there would be little 
chance of their going astray in the matter of electrical equip- 
ment. Electrification would mean great economies; he did not 
refer to the multiple-unit system, which, after all, was devised 
to create traffic. but to the use of electric locomotives for 
heavy traffic. These would speed up working and eliminate 
the need for duplicate lines. The future of the railways was 
not seriously menaced by road traffic, but it was to the 
mechanical. civil and electrical engineers that the undertakings 
must look if they were going to reduce their costs. 


Incorporated Municipal Electrical Association.—ANNUAL 
CoNVENTION.—On June 20th the annual convention of the 
I.M.E.A. will be opened at Wolverhampton. After the civic 
welcome, Мг. $. T. Allen will deliver his presidential address, 
and a paper on '' The Extension of the Uses of Electricity for 
Domestic Purposes " will be read by Tieut.-Cel. W. A. 
Vignoles. D.S.O. After luncheon at the invitation of the 
Mayor (Councillor James Thompson, J.P.) and Electricity 
Committee of the Corporation cf Wolverhampton, the mem- 
hers will spend the afternoon at Aplev Terrace. on the River 
Severn, and in the evening the Mayoress will hold a reception. 
On the following day the convention will sit at Stoke-on- 
Trent, and a paper on '' The Administration and Control of 
Electricity Departments " will be read by Mr. EK. Calvert. 
The Electricity Committee of the Corporation of Stcke-on- 
Trent will entertain the visitors at luncheon, and after visits 
to the power station, main sub-station. or pottery works. tea 
will be taken at Trentham Gardens. On Thursday, June 
22nd. the members will assemble at Birmingham. and a paper 
on “ Sub-staticn Eauipment, including Automatic Control," | 
will be read by Mr. R. A. Chattock at the Magnet Club of the 
General Electric Co.'s Witton Works, after which the works 
will be visited, and luncheon will be served at the Magnet 
Club. In the afternoon a visit will be paid to the Nechells 
power station of the Birmingham Corporation, and the Tord 
Mavor will entertain the members at the Botanical Gardens. 
In the evening the annual dinner will be held at Wolver- 
hampton. On the concluding day the annual general meeting 
will take place, snd in the afternoon Mr. S. T. Allen will 
welcome the members on a visit to the Corporation Flectricity 
Works. of which a full description was published in the Errc- 
TRICAL Review of July 30th, 1990. The extensions of the 
Stoke-on-Trent power station (of which Mr. C. H. Yeaman 
is engineer and manager) were described in our issue of April 
918, 1922. 


Institution of Mining Engineers.—The general meeting of 
the Institution will be held at Sheffield. by invitation of the 


. President and Council of the Midland Institute of Mining, 


Civil, and Mechanical Engineers, on June 20th, 21st and 22nd. 


Cardiff University College  Engneering Society.—Sir 
Charles Parsons and Sir Dugald Clerk have accepted the 
invitation of Professor David and the engineering students to 
become hon. presidents of the Societv. The Society has de- 
cided to issue a bulletin at intervals giving a list of the 
appointments secured and distinctions obtained by past stu- 
ene some of whom hold important posts in the engineering 
world. 


OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whether connected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL Review posted as to their 
movements, | 


Major Т. F. Purves. who on June Ist became Engineer- 
in-Chief to the Post Office, was born at Biackadder Mount, 
Berwickshire, on the 3lst December, 1871, entered the Post 
Office service by open competitive Civil Service examination 
in 1889, and was appointed as telegraphist at Edinburgh. He 
studied science at the Heriot Watt College and at Edinburgh 


Digitized by Google 


814 THE ELECTRICAL REVIEW. | [Vol. 90. Ко. 2,324. Јох 9, 1922, 


University, and in 1892 he won the first medal of the Heriot 
Watt College in electricity and technical telegraphy, as a 
result of which he was transferred to the engineering de- 
partment of the Post Office in Edinburgh. 


In 1594 he secured, by departmental examination, an ap-. 


pointment as mechanical and electrical draughtsman in the 
Engineer-in-Chief's office, London, and in 1900, after a further 
competitive examination, held by the Civil Service Commis- 
sioners, he was appointed '' Technical Officer ° on the Head- 
quarters staff of the Engineer-in-Chief. In 1905 he became 
Assistant Superintending Engineer for the London district, 
and the fo.lowing year he was transferred to a similar posi- 
tion in the southern district of England. In 1907 he returned 
to headquarters as Staff Engineer, in charge of the designs 
section of the engineering department, in which position he 
controlled the technical development and the supply of all 
classes of apparatus and plant used in the telegraph and 
telephone services. On the outbreak of war he took a keen 
interest in the supply of eectrical equipment to the Army 
Signal Services, in which many thousands of the Post Office 
engineering staff were engaged. When bitter experience of 
the unprecedented conditions of. modern trench warfare 
pointed to the urgent need for new invention, he devised and 
sent out special adaptations of telegraph and telephone appa- 
ratus, Which were eagerly accepted by the armies in the field. 
As a result the Director of Signals in France invited him to 
make а systematic study of conditions at the front, and this 
led to an arrangement with the War Office by which he took 
up a commission 1n the Royal Engineers as a liaison officer be- 
tween the Army Signal services on the one hand and the 
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producing resources of the Post Office on the other. Right up 
to the end of the war he continued to move backwards and 
forwards between Eng'and and France, travelling all over the 
British lines, studying and discussing the developing needs 
of the Signal Service, and, on his return to England, setting 
about devising and supplying means of meeting them. Major 
Purves, with his car-load of new '' gadgets," became quite а 
well-known and welcome figure to Signal Service officers all 
along the British front. He designed a remarkab'e series of 
new types of electrical signalling and detecting apparatus for 
all kinds of militarv purposes, and controlled their manufac- 
ture and supply. The volume of requirements was enormous, 
and the value of the orders paced for these specially de- 
signed items exceeded one million pounds. In the later phases 
of the war the svstem of telegraph and telephone communica- 
tions of the British Armies reached an extraordinary degree 
of development and efficiency, far beyond that of any other 
nation engaged “in the struggle. Major Purves bore the re- 
sponsibility for the main equipment of the Army, and his 
services were of incalculable value to his country. 

In June, 1919, Major Purves was appointed Assistant En- 
gineer-in-Chief in succession to Sir William Noble, whom he 
now succeeds, at the age of 50, in the position of Engineer- 
in-Chiel, 
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In the course of his career Major Purves has come into in- 
timate contact with all aspects of the work of the Engineering 
Department, and has himself; for the past twenty years or 
more, exercised a powerful influence upon the practice and 
the policy of the department. His appointment as Engineer. 
in-Chief is welcomed as that of one who despises red tape 
and has no respect for mere precedent, and as a guarantee 
that straightforward and honourable dealings and the pursuit 
of an enlightened and progressive policy will ru'e the future 
of his department. 

The position of Engineer-in-Chief to the Post Office involves 
the supervision of almost every type of electrical engineering 
plant, to the value of nearly one hundred milions sterling, 
the responsibility for an expenditure of about fifteen millions 
per annum on new construction and maintenance, and the 
control of a highly technical staff numbering about 25,000. 

Major Purves is in the happy position of being able to say 
that his thirty-three years of service have not been inter- 
rupted by a single day’s sick leave, and that in all that time 
he has never made a single application for a position or a 
promotion or had recourse to influence of any kind in that 
connection—a fact which he regards as a strong testimonial 
to the single-mindedness and impartiality of Post Office ad- 
ministration, and as a guarantee to young men who are think- 
ing of entering its service that they will be treated fairly on 
their merits, no matter who they are or where they come 
from. He believes that the prospects of smart men entering 
the engineering grades of the service at the present time are 
distinctly good. 


We read in the Special Electrification Number of the South 
African Railways and Harbours Magazine that Mr. T. P. 
Pask, M.I.E.E., Superintendent of the Electrical and Telegraph 
Department of the South African Railways, was to leave 
Johannesburg on May 5th for England, on extended leave of 
absence. At a gathering on April 27th of railway electricians 
and other members of the service, he was presented by Mr. 
F. W. Mills, chief electrical engineer, on behalf of the staf 
of the electrical department, with a gold snuff box as a slight 
souvenir of their pleasant association with him and a mark 
of their regard. 


We read in the Electrical Contractor that at a meeting of 
the Council of the Electrical Contractors’ Association held 
at 11, Southampton Row, London, W.C. 1, on April 25th, 
Mr. Н. MannyaT was nominated as president for the ensuing 
year, and the nomination was adopted. 


The general manager of the tramway and electricity under- 
taking of the Aberdare Council, Mr. A. J. ABRAHAM, has 
resigned to become general manager *of the Bexley Heath 
Electricity and Tramway Departments and the Dartford 
Taght Railway. He has been in charge of the Aberdare 
undertaking since its inception in 1913. 


The marriage took place at Bristo!, on June Ist, of Mr. 
Harry FREDERICK TREWMAN, M.A., Professor of Electrica! 
Engineering at the Artillery College, “Woolwich, and Mis 
VIOLET CHRISTINE BLANCHE Morse, only daughter of Mr. and 
Mrs. R. W. Morse, of Bristol. The presents included a pair 
of silver vases from the e'ectrical engineering branch of the 
Artillery College, Woolwich. 

The marriage took place at the Parish Church, Queen- 
borough, Kent, on May 27th, of Mr. Rocer Нораѕом, chief 
electrical engineer, R.N., of Newcastle-on-Tyne, and Mis 
May Crowe, youngest daughter of Mr. Crowe, of Bastchurch, 
Sheppey. 

South Africa states that the City of Cape Town electrical 
engineer, Mr. Georae Н. SwiNaLER, who is coming to Enc 
land on leave, was entertained by the senior officials of the 
Electricity Department at dinner on the eve of his departure, 
and received a handsome presentation. 

Mr. Н. Н. _ Burnese, M.C.. B.Se:, A.M Inst.C.E.. 
A.M.I.Mech.E., has been appointed lecturer in civil engi- 
neering at the University College of Swansea. At one time 
he acted as assistant to the construction staff of the Dundee 
Electricity Department, under Mr. H. Richardson, and durims 
the war he spent three years in France with the R.G.A., at- 
taining the rank of major, and gaining the M.C. 

The Gravesend Town Council has reduced the salary oi 
the electrical engineer, Mr. С. F. McInnes, by 9/26ths of 
his excess salary over the basic salary. The latter is £5", 
the excess salary £150, and the reduction £50. 

Mr. A. T. West has resigned his position with Pope’s Elec- 
tric Lamp Co.. Ltd., to take up the post of Southern and 
Eastern Counties Representative with the Z Electric Lamp 
and Supplies Co., Ltd. Mr. G. S. WitLIAMS having resigned 
his position as northern manager of Pope's Co., has been 
appointed to a similar position with the Z Electric Lanp 
and Supplies Co.. Ltd., at its new branch at Liverpol. 
Mr. W. J. May has been appointed sales manager and secre- 
tary of Pope's Electric Татр Co., Ltd. 


The Birthday Honours List.—The inclusion in the Birth- 
day Honours List of Mr. GEORGE Sutton, chairman and mans 
ing director of W. T. Henley's Telegraph Works Co., Ltd.. 1 
an event which gives rise to widespread satisfaction. Not only 
will his co-directors and shareholders, always so appreciative of 
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his services to the company and to the cable-making industry, 
be eager to offer their congratulations, but the statf and en- 
poyés of the company, and a very large circle of confréres and 
adniürers in the electrical industry will hold that by all kinds 
of meritorious service Mr. Sutton has well deserved his 
baronetey. Sir.George, as we shall now know him, has for 
many years been interested, outside his immediate electrical 
interests, in educational matters and in local government, and 
has been а generous supporter of charitable movements both 
in and bevond the electrical industry. A brief account of 


Sir George's career appeared in the ELECTRICAL REVIEW 
for March 17th, 1922, p. 381. Among the other new 


baronets there are two well-known contractors, Lieut.-Col. 
Sir J. Norton-Giriffiths, M.P., and Mr. Edmund Nuttall, 
A.M.LC.E., of Nuttall & Co., civil engineers and contractors, 
cf Manchester. Another contractor (Mr. Edwin Airey, govern- 
ing director of William Airey & Son, engineers and contrac- 
tors) is among the new knights, as are also Major C. G. C. 
Hamilton, М.Р. (Altrincham); Mr. Ernest Montague Hugh- 
man. late of the firm of Pyne, Hughman & Co., engineers, in 
India (the honorary secretary of the I.E.E. in India, who 
recently rendered considerable assistance to. the Benevolent 
Fund of the Institution); Mr. E. М. 11е, of the well-known 
firm of Iliffe & Sons, motor and engineering publishers; Alder- 
man Kay, who has twice served the city of Manchester as 
Lord Mayor, and has for many years had electricity supply 
interests at heart; Dr. E. J. Russell, F.R.S., director of the 
Rothampsted Experimental Station under the Ministry. of 
Agriculture; and Mr. William Walker, C.B.E., who recently 
retired from the post of Director of Health and Safety in the 
Mines Department of the Board of Trade. Dr. Thomas Rauben 
Lye, F.R.S., chairman of the Electricity Conunissioners of 
the State of Victoria, becomes а knight. bachelor. To all of 
the foregoing gentlemen the ELbetricaL Revirw offers jts 
hearty congratulations. 

Obituary.—Mn. Е. A. Doran.—We regret to read in the 
Times ** Deaths ° Column that Mr. Edward Anthony Doran, 
C.LE., late Postmaster-General, Posts and Telegraplis, India, 
passed away on May lith at Mount Abu, India. 


Wills. —The late Sir F. W. R. Fryer, chairman of the Ran- 
goon Electric Trainways & Supply Co., Ltd., left £309,459 net 
personalty and £59,581 gross. 
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NBW COMPANIES REGISTERED. 


Breward Sales Co., Ltd. (1952,055).— Private company. 
Registered May 26th. Capital, £10000 in £1 shares. To carry оп the business 
of manufacturers, desipners and importers of and dealers in electrical plani, 
house lighting sets, accumulators, batteries, dvnamos, and electric fittings of 
all kinds, electrical equipment for motor. ears, kiunches, and boats of all 
kinds, Фс. The subscribers (each with one share) are: W. AL Anderson, 1H, 
West Road, Westcliff-on-Sea, accountant; L. R. Shaw, 90, Temple Chambers, 
E.C., accountant. 8. E. Smith signs as director. Registered. ofice: St. 
Margaret's House, 57-9, Victoria Street, S. W.1. 


Н. Haydon & Co., Ltd. (192.123).— Private company. 
Registered. May 29th. Capital, £1,500 in £1 shares. To carry on the. business 
of electric. light. and general electrical engineers, Же. The first directors are: 
H. H. Haydon, “ Woodhorn Villa," Bruxby Street, Syston, Leicester (manoring 
director); R. Dunn, 99, Lorne Road, Clarendon. Park, Leicester, Secretary: 
К. Dunn. Registered. office: 3, Welford Road, Leicester. 


Radiola Wireless Telephone Parts Co., Ltd. (132,102).— 
Private company. Registered. May 27th. Capital, £8.00 in £l shires. To 
carry оп the business oí manufacturers, importers and exporters of and dealers 
in wireless. telephones and telephonic and telegraphic apparatus, parts and 
accessories, &c. The first directors are: W. Mansfield, 17, Brunswick Street, 
Liverpool; J. F. Little, 17, Brunswick Street, Liverpool, and 129, East. Nist 
Street, New York, U.S.A. (both permanent, subject. to each holding £500 
shares). Secretary: W. Mansfield. Registered. office: 17, Brunswick Street, 
Liverpool, 

Н. D. Butler & Co., Ltd. (182,157).—Private company. 
Registered May 30th. Capital, £2,500 in £1 shares. To acquire the business 
of a wireless engineer and electrical instrument maker and apent, all carried 
on by Н. D. Butler at 222, Great Dover Street, Wa as “H. D. Butler & Co." 
The first. directors are: H. D. Butler. (permanent. managing director), 222, 
Great Dover Street, Wa G. A. Huxley, 22, High Holborn, W.C. Qualifica- 
tion, £200. Remuneration of H. D. Butler as managing director, £6 per 
week, Registered ofice: 15, Queen Street, Cheapside, Е.С, 


L. McMichael, Ltd. (182,184).—Private company. Kegis- 
tered May 31st. Capital, £10,000 in £l shares, To carry on the business of 
wireless. engineers and contractors, dealers in electrical, magnetic, galvanic 
and other apparatus for use in connection with the business of a wireless, 
telephone and telegraph supply company. The permanent directors are: 
Hubert. Leslie MeMichael, МЛ. Radio.E., 32, Quex Road, West End. Lane, 
N.W.6; Reni H. Klein, M.E Radio. K., 18, Crediton Hill; West End. Lane, 
N.W.6; Armand G. Bloch, *'* Brenthurst,” Tenterden Grove, Hendon. Re- 
muneration, £300 per annum, divided between them. Secretary с: Leslie 
Mr Michael. Registered office: Providence Place, West End Lane. Kilburn, 
N.W. 

Sunray, Ltd. (192,199), —Private companv. Registered 
Мау 3ist. Capital, £2,000 in £1 shares. To carry on the business of manu- 
facturers of and dealers in electric cables, wires, Vines, lamps and all kinds of 
electrical plant. and accessories, &c. The first directors. are: J. A. Hartley, 
37, School Road, Stretford; C. S. Wallbridge, 81, Claremont Road, Alexandra 
Park, Manchester. So long as the Harland Engineering Co., Ltd., holds 75 per 
cent. of the issued capital, it may nominate three. representatives on the 
board, to be known as the * Harland directors." Qualification (except “© Har- 
Dad directors "): 100 shares. Registered office: 196, Greengate, Salford, Man- 
chester, 


South-Eastern and Chatham Construction and Power Co. 
—Registered on Мау 29th, with a nominal capital of 210.000 Зп £10 shares, 
The objects are: To adopt an agreement with the South-Eastern Railway Co., 
the London, Chatham and Dover Railway Co., and the South-Eastern and 
Chatham Railway Companies Managing Committee, and to carry on the busi- 
ness of engineers, general contractors, contractors for the electrification of 
Trailways, tramways or similar works, constructors of generating and trans- 
forming stations, suppliers of electricity or other energy, &c. The minimum 
cash subscription is 7 shares. The first directors аге: Н. C. Orme Вопѕог, 


J.P. 38, Belgrave Square, ХАЛ; Brigadier-General Hon, Everard Baring, 
Yo. Hyde Park Street, W.; Viscount Chilston, 36, Lower Pelgrave Street, 
S.W.; Rt. Hon. Sir Wiliam Hart. Dyke, Be. P.C. D.L., Lullingstone 
Castle, Eynslord, Kent; Charles Sheath, J.P, Bexley, Kent; Sir Alfred 
Waldron Smithers, Kt, J.P., M.P., Knockholt, Kent; P. Crosland Tempest, 
C.B.E., M.LC.E. No dividend shall be paid to the sharcholders of the com- 
pany in excess of a dividend at the rate of 4 per cent. upon the amount paid 
up on the shares held by them respectively. Subject to. the payment of this 
dividend, if and so far as the same shall not be provided out of the sums 
payable as rent by the Corporations under the said agreement and the lease 
to be granted in pursuaWce thereof, any profits made by the company shall 
be credited to the Corporations on account and in reduction of the sums so 
payable by the Corporation as rent, Qualification: l share. The directors 
are not entitled to any remuneration, Solicitor: H. H. Groves, 9 and 10, Rail- 
way Approach, London Bridge, S.E. No notice of situation of registered office 
was filed at time of incorporation. The file number is 182,131. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


I.T.E. Electric Co. (1907), Ltd.—Satisfaction in full on 


May 19th, 1922, of debentures dated Dec amber 6th, 1307, securing £2,400. 


S. Gillitt & Co., Ltd.—.. Dees, of 25, James Street, New- 


castle-on-Isne, ceased to act as receiver. and Manager on April 29th, 1922. 


Watford Electric and Manufacturing Co., Ltd.—Convev- 
ance Gated Мау Sh, 158022. (supplanental to mortgage dated November 16th, 
ima, and transfer of mortgage dated November Gth, 1921), to secure a 
further £5,000) charged on certain Jand at Watford. Holder: J. Fletcher, 
Carnarvon. 


Watson, Marsh & Co. (Hampstead), Ltd.—Sitisfaction in 
full on May 13th, of mortgage dated April 3rd, 1922, securing all moneys 
due or to become due. 


James Keith & Blackman Co., Ltd.—Satisfaction in full 
on May loih, 1922, of debenture dated. May loth, 1914, securing £300. 


Calcutta Electric Supply Corporation, Ltd.—Particulars 
of £202 000 debentures authorised May 3rd, and covered. by trust. deed dated 
May 22nd, 1922; present issue £11,000, charged on the company's undertaking 
and property, present and future, including uncalled capital Trustees : 
Metropolitan Trust Co., Ltd. (Phere is a discount. of 6} per cent. on the 
Present issue of £90,000.) 


Yorkshire Incandescent Electric Lamp Co., Ltd.—lssue 
on March 13th, 1916, of £1,400 and on March lath, 1922, of £200 first deben- 
tures, part of a series (Aled May 25th, 19223. J. А. Couper, of Stoney. Lea, 
Ikiey, was appointed receiver on May 24th, 1922, under powers contained in 
second mortgage debentures dated October Ist, 1914. 


CITY NOTES. 


Sir H. Babington Smith presided over 


Oriental the 2th ordinary general meeting on 
Telephone June ist, and ig moving the adoption of 
and Electric the report said that the results of the vear 
Co., Ltd. 1921 were not unsatisfactory. The net 


revenue for the year, £49,227, was almost 
identical with the corresponding figure, £49,207, for the pre- 
ceding vear; they were, therefore, able to recommend he 
same dividend and bonus as last year, and to transter 
£10,000 to depreciation and general reserve, and £2,000 to the 
staff pension fund, as they did a year ago. Although the 
total revenue was the same, there had been variations їп the 
ditterent items. The Bombay Telephone Co. had reduced its 
dividend from 16 to l4 per cent., white the dividend of the 
Bengal Telephone Co. remained unchanged at 10 per cent. 
The China & Japan Telephone Co., which had to pass its 
dividend last. year owing to fluctuations in exchange, had 
been able this wear to pay the usual 10 per cent. divi- 
dend and a bonus of 10 per cent., thus making up the divi- 
dert which was passed. "The business continued to expand 
at their own branches. The number of exchange lines had 
shown the satisfactory increase of 10 per cent. during the 
year. The net proceeds showed a decrease, owing mainly to 
the fall in the Indian exehange, but the prospects of further 
expansion were good, and under the new arrangement with 
the Indian Government the maximum rates at Madras and 
Rangoon would be increased. Negotiations were also in pro- 
gress in Mauritius for an increase in rates. Proceeding to 
refer to the important question of the Indian licences, the 
chairman said he was glad to вау that the matter was at last 
settied. The negotiations began in India more than two 
уеагѕ ago; they were continued in this country, and they 
had now been finally concluded in India. — The conditions 
accepted by the Government of India would, they believed, 
enable the companies to provide a thoroughly efficient. ser- 
vice on fairly remunerative terms, and would consequently 
nake at possib e for them to raise’ the capital required for 
the normal growth and improvement of the systems. rhe 
terms, briefly, were that the Government undertook not to 
exercise its option of purchasing under the existing licence 
before 1943. If the option was exercised then, the purchase 
would be on the terms defined iq the original licences—on 
plant vaiue without any payment for goodwill. Conditions 
were laid down for securing efficiency in the plant and its 
operation, including the obligation to provide automatic or 
central battery plant in all exchanges with over 300 srub- 
s‘ribers. The maximum rate chargeable for an exchange 
connection within a radius of four miles of the exchange was 
raised from Rs.200 to Rs.300 per annum per subscriber, 
subject to certain conditions as to periodical revision of the 
rates, such revision to be on the basis of a standard dividend 
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of 124 per cent. on the paid-up capital. The agreements 
applying those conditions to the Bombay and Bengal com- 
panies had already been signed. Those relating to the 
branches at Madras and Rangoon were practicaliy settled, 
and would be signed in the near future. It was probable 
that it might be found advisable to form separate Indian 
companies to take over the systems at Madras and Rangoon. 
At the request of the board, Mr. Parker Ness, the vice-chair- 
man, had made another journey to the East. He left this 
country last October, and had visited Bombay, Calcutta, 
Madras, Rangoon, Singapore, and Hong Kong. He was now 
at Hong Kong, and would pass through India again on his 
return journey. His presence in India had been most valu- 
able, and had contributed in no small degree to the succ-zss- 
ful conclusion of the negotiations and to the settlement of 
the new basis for the Indian undertakings. They had also 
found it necessary to ask Mr. W. E. Cook, their consil*ing 
engineer, to undertake a journey to India, Singapore, and 
Honz Kong, for the purpose of advising them on num:rous 
questions which had arisen or which might arise in those 
places. As they might be aware, Mr. Cook was recently 
appointed by the Ilouse of Commons Committee on Yele- 
phones to be its technical adviser, and there. was no tele- 
phone engineer in whose advice they could have greater 
confidence. He was giving particular attention to the ques- 
tion of the use of automatic exchanges ig tropical climates, 
and he would a!so advise them on questions of rates and orga- 
nisation generally, as well as on the valuation of their plant— 
a matter of great importance when they were considering 
the transfer of undertakings to local companies. The speaker 
had mentioned last year that the new exchange at Singapore 
had been brought into use in June, 1920. The new plant 
was found to be satisfactory, and the efficiency of the service 
given was now generally recognised. The Singapore licence 
expired at present in the year 1934, and foreseeing the 
difficulties. which must inevitably arise when a telephone 
undertaking approached the end of its existence, they had 
for some time past been in communication with the Singa- 
pore Government with a view to an extension. Thev were 
not without hope that the Government might recognise the 
force of their representation and agree to this. If it was de- 
sired by the Government and the local community, they 
would be quite ready to consider the question of transferring 
the undertaking to a local company. Similar questions had 
arisen at Hong Kong, and they had just heard from Mr. 
Parker Ness that an agreement had been arrived at for an 
extension of the Hong Kong licence to 1955; for a revision of 
the rates; and for the formation of a local company, the 
Oriental Co. to receive payment for its property in deben- 
tures and shares of the new company. It still remained to 
embody the terms in a formal agreement, but, provided no 
hitch arose, he hoped the arrangement might be finally 
signed before Mr. Parker Ness left Hong Kong. Having re- 
ferred with satisfaction to the fact that the liquidation of the 
Egyptian company had at last been completed, he said he 
believed they were entering upon a new period of progress 
in the history of the company. A telephone enterprise, if it 
was to be efficient, and to keep pace with the demands for 
extension and modernisation of the plant, must be prepared 
to spend money freelv, and must be in a position to raise 
capital for this purpose. The conditions now settled for the 
Indian licences gave security of tenure for a certain period 
and a reasonable increase of rates. There was a good pros- 
pect of similar arrangements in Hong Kong and Mauritius, 
and perhaps in Singapore also. If those prospects were rea- 
lised they would have the essential conditions necessary for 
progress. He could give them some figures to show how 
rapid that progress was likely to be. The number of ex- 
change lines now existing in the systems worked by the 
Oriental Telephone Co. and the Associated Companies was 
35,000. 'The increase in the last two years was 6,850; that 
was at the rate of about 95 per cent. on the number at the 
beginning of that period. There was every reason to expect 
that this rate of increase would be exceeded; but, assuming 
that it was only maintained unchanged, the number of lines 
would be more than trebled in the next ten years. 


Mr. П. Johnstone Grewing seconded the motion, which - 


was adopted unanimously. 


Sir Alfred Dent, K.C.M.G., presided at 
Shanghai Electric the annual meeting on May 318. Не 
Construction — said that the operating profits reckoned on 
Co., Ltd. the usual basis of 2s. to the dollar, were 
larger than ever before. Negotiations 
with the Shanghai municipality regarding the extension of 
the railless traction system and for improved track facilities 
were well advanced, and it was hoped shortly to commence 
` the first instalment of the improvements. All the new routes 
being developed had received the approval of the Municipal 
Council, but agreement had not been reached as regarded 
terms and conditions. Negotiations had been opened with 
a view to administering the Singapore system of the Singa- 
pore Electric Tramways Co. Subsequently to the adoption 
of the report, Mr. Donald McOoll, the general manager, said 
that. the number of passengers carried had risen from 113 
millions in 1909 to 190 millions in 1921, with only a mile and 
& third of additiondl route. This was evidence of the need 
[or éxterísions. 


The profit for the year ended December, 
Automatic Tele- 1921, was £28,579, plus £6,861 brought 
phone Manufac- forward, making £35,440. From this 
turing Co., Ltd. have to be deducted directors’ fees, £2,560; 


debenture interest, £9,567; depreciation 
on patents, goodwill, buildings, plant, and machinery, 
£3,000; one-fifth development expenditure written off, 


43,000; proportion of debenture issue expenses written ofi, . 
£1,000); dividend on preference shares, £12,000; carrying for- 
ward £4,313. The disappointing result of the year's effert 
was attributable to the exceptional trading and economie 
conditions prevailing throughout the year. Although seriously 
interfered with by the coal strike and the consequent disio- 
cation of productive effort, output was on quite a satisfactory 
scale, and, under normal trading conditions, would have dis- 
closed much better results. In common with other manu- 
facturers, the company has been faced with two mam 
difficulties of an unprecedented character, viz., the heavy 
cost of financing orders, due to the high bank rate, and the 
steady decline in the value of all commodities, necessitating 
considerable writing down of stock values. The directors 
regret that, under the circumstances, they are unable to pay 
any ordinary dividend. During the year Mr. E. A. Mellinger 
resigned from the board and the vacancy was filled by the 
appointment of Sir Alexander Roger, who was also elected to 
the chair. Mr. James Taylor has retired from the chair, but 
he retains his seat on the board. Mr. J. B. Russell retires 
through ill-health. 
Meeting : Liverpool, July 6th. 


The profits for the year ended Decem. 
International ber, 1921, were £11,799, plus £634 brought 
Automatic Tele- forward, making £12,433. After deduct- 
phone Co., Ltd. ing directors’ fees, £8, and the dividend 
on preference shares, £11,789, £643 is to 
be carried forward. The profit for the year will not allow of 
a dividend being paid on the ordinary and deferred shares. 
Like most companies whose revenue is derived from indus- 
trial undertakings, the company has felt the effects of the 
adverse trading conditions which prevailed during the veir; 
also the productive efforts of the alied company, Automatic 
Telephone Manufacturing Co., Ltd., were retarded by the 
long coal strike. During the year additional shares were 
issued, viz.: 5,345 seven per cent. cumulative preference 
shares of £1 each and 6,825 ordinary shares of £1 each in 
exchange for a hike number of shares of Automatic Telephone 
Manufacturing Co., Ltd. These shares were issued on the 
terms of the original offer of February 7th, 1920. During 
the year Sir A. Roger joined the board, and he is taking an 
active part in directing the affairs of the company. Mr. T. 
Gary resigned the chairmanship, retaining his seat on the 
board, and Sir A. Roger was elected chairman. 
Meeting: Liverpool, July 6th. 


| The annual general meeting was held 
Anglo-Argentine in London on May 30th. Sir George А. 
ramways Touche, Bart., who presided, in present- 
Co., Ltd. ing the report and accounts said that he 
feared the report might have caused some 

disappointment to shareholders, although they were prepared 
for much less favourable results than those of the previous 
year. He hoped, however, to mitigate their disappointment. 
The reasons for the reduced revenue were the difference in 
the exchange which was not so helpful as in 1920; and the 
credit for income tax received in 1920 did not recur. With 
the exchange so unstable there was bound to be an enormous 
difference in results, but there were indications of improved 
conditions in Argentina, which helped to make the exchange 
outlook more hopeful. It was to be noted that, although 
the total revenue had decreased, the traffic revenue had m- 
proved; that was a true indication of the success of the 
undertaking. This revenue depended upon the growth of 
population. Since 1910 the increase had been over 400,000 in 
Buenos Aires. The traffic conditions led to congestion which 
made the operation of the company’s services very біси. 
and the rolling stock was being used to its utmost capacity. 
Last year the system carried nearly ninety million more 
passengers than in 1916, and the cars ran seven million 
more miles. The traffic expenses were £65,093 in excess d 
the previous year. While £57,918 of this represented m- 
creases in wages, it must be remembered that there was à 
substantial increase in the number of passengers. Traction 
expenses were £644,724. These were governed by the сы 
of fuel and a large saving had been expected. In 1920, the 
traffic expenses were £812,693, but for the purposes of eom: 
parison а special payment of £64,047 should be deducted. re- 
ducing the amount to £748,646. Tt was seen, therefore, that 
the decrease in traction expenses was just over £100,000. In 
this there was ground for encouragement as in previous 
years their main difficulty had been the cost of fuel. Now. 
of the many problems which beset them, they could vvn- 
sider fuel a minor one. Maintenance costs increased by 
£71,755, but with the constant demands upon their services. 
necessitating heavier charges for upkeep, and with more cars 
added to the stock, such an increase was to be expected. The 
cost of paving streets, charged to capital, was £24,917; this 
was one of the obligations imposed by their concession and 
could not be avoided. In 1920, when the expenditure was 
abnormally low, the directors had added £51,161 to fhe 
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actual outgoings, increasing the renewals reserve fund to 
£340,000, They might have drawn upon this reserve to meet 
part of the 1921 charges, but it was not considered desirable 
to reduce the fund below £340,000, and the whole of the 
year's expenditure was, therefore, charged to revenue. ‘The 
large sum of £433.481 had been paid to the municipality in 
rates and taxes. This consisted principally of the percent- 
ages on their traffic receipts, payable in accordance with the 
terns of their concession. The increase in trattic and the 
advance in fares had only helped to balance the additional 
expenditure; they had not yet given the revenue necessary to 
vield а fair return on the company’s capital. From an ad- 
ministration point of view there was some comfort in’ the 
knowledge that’ they were reducing costs, but, from an in- 
yvestment point of view, the position was less satisfactory, as 
apparent.y no reduction in working costs could keep pace 
with additional charges either imposed by authority or 
rendered necessary by the cost of hving. They had had to 
sell their 5 per cent. War Stock in the early part of the 
vear to meet the heavy. clans of the Government for in- 
come tax. The speaker did not know aif it was fully. realised 
in Buenos Aires that the in:onmie tax was deducted from the 
dividends of individual proprietors, and was, therefore, not 
borne bv those who travelled by the company’s cars. The 
question had arisen. whether they. should. pay a full year’s 
dividend or only a half-vear's dividend on the second. pre- 
ference shares. То рау the full vear it was necessary to 
encroach upon the amount carried) forward, reducing it to 
£50,031. Although the directors hesitated to do this they 
felt that it was desirable to prevent arrears on the second 
preference shares increasing. There. was still. four years 
arrears of dividend on these shares, while the ordinary. share 
capital of £3,250,000 had received no return since 1914. The 
city was supplied with the finest tramway service 1p the 
world, and the business should be self-supporting on a com- 
mercial basis. Unless a change was made peop.e would he 
reluctant to embark on further tramway development, and 
it would receive a check; a prosperous company always 
rendered the best service. The present tariff. arrangement 
was made in 1920, and was subject to review in 1923. Tt would 
soon be necessary to review the position, and they were 
confident that the question would be approached by the 
authorities in a fair and Judicial] spirit. With regard to. the 
future, he could give no forecast of the date at which the 
arrears of dividend upon the second preference shares would 
be paid off, enabling them to distribute a dividend on the 
ordinary shares. The future was governed by too many 
unknown quantities. Happily, there were signs of real im- 
provement, but these should not be exaggerated. The report 
was adopted. 

vear ended 


The gross profit for the 
£262,895, 


British Electric March 31st, 1922, amounts {о 


Traction compared with £264.772 for 1930-1921. 
Co., Ltd. After deducting the general expenses. viz., 


£44,402, there remains a net profit of 
£218,494. plus £177,319 brought forward. After. charging 
debenture stock interest, amounting to £54,451, and placing 
to reserve £14.677, there remains a balance of £296,684. After 
paving a dividend of 6 per cent. for the year upon the cumu- 
lative participating preference stock, which requires 
£12,765, a dividend of 44 per cent. for the vear 15 recom- 
mended upon the ordinary stock, requiring £59,682. leaving 
to be curried forward to next account (subject to Corporation 
Profits Tax for the vears ended March 315t, 1920, 1921. and 
1922) £194,238. The net profit of £218,493 for the vear com- 
pares with £220,197 for the preceding year. The amount 
standing to the credit of reserve account at March 31st, 1921, 
was £500,000. The reserve now amounts to £520,000. The 
investments, which now stand in the balance sheet at 
£3,987.618, show an increase of £125,802, compared with the 
preceding vear. These investments yielded a revenue of 
£208,998, representing an average of 5.24 per cent. for the 
past year as compared with 5.49 per cent. for the preceding 


year. 
Meeting: June 16th. 
The report of the Allmänna Telephon 
Swedish A. B. L. M. Ericsson, which absorbed the 
Ericsson Cedergren [Industry Co., also contains 
Company. the figures for the latter company in 1521, 


and states that the value of the deliveries 
amounted to 19,260,000 kronen. of which the exports repre- 
sented 91.1 per cent. In 1920 the Ericsson Co. alone had a 
turnover of 14.840.000 kr. as compared with 15,750,000 kr. in 
1919, the exports forming 72 per cent., and 68.7 per cent. of 
these totals in the two years respectively. The value of the 
orders received in 1921 was 9,970,000 kr., and the orders on 
the books at the end of the vear represented 8,670,000 kr., 
as against 17,000,000. kr. at the close of 1920. After writing 
off 720,000 kr. for depreciation the accounts show net profits 
of 2.716.000 kr., and it 1s proposed to pay a dividend at the 
rate of 3 per cent. on the share capital, which now stands at 
80.678,000 kr., as compared with 73,800,000 kr. in 1920. The 
Ericsson Co. itself paid no dividend for 1920, when the 
necessity for making heavy provision for depreciation owing 
to the fall in prices led to a large loss. Concerning the com- 
panv's subsidiaries, the renort states that the workshops of 
the Russian company in Petrograd continued undamaged, 
and were under the management of а Government representa- 


tive. [t had still been impossible to enter into any negotia- 
tions in regard to obtaining payment for the te:ephone system 
at Moscow, which was handed over to the Russian State in 
1917, and which belonged to the Swedish-Danish-Russian 
Telephone Co. The report also refers to the situation of the 
subsidiaries in England, Austria, Hungary, Holland, France, 
Finland, and Mexico, and mentions that the sales organisa- 
tion in Argentina has been converted into an Argentine 
company. 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under Rule 148a: 

[Дапепу and = Distriet Electric Lighting and 'Traction— 
135,000 ordinary shares of £1 each, fully paid, Nos. 1 to 
60,000, 133,001. to 150.000, 225,001 to 285,000; 30,000 six per 
cent. cumulative preference shares of £1 each, fully paid, 
Nos. 195.001 to 225,000; and £51,681 five per cent. first mort- 
gage debenture stock. 

Mexico ‘Tramways Co.—4£211.500 six per cent. 50-year mort- 
gape bonds, Nos. 12,501 to 14,615 (£100). 


Wellington. (City of)—Serip fully and partly paid for 
£511,000. Klectrie Power Station Construction & Tramway 


Improvements 54. per cent. debentures, 1920. 

Hendon Electric Supply Co.—20,000 six per cent. Cumula- 
tive preference shares of £5 each, fully paid, Nos. 1 to 
20,000. 

Madras Electric Supply Corporation.—£200,000 seven per 
cent. second debentures (registered), issued at 95 per cent., 
partly paid and fully paid, Nos. 1 to 2,000 (£100). ; 

North Metropolitan Electrie Power Supply Co.—5,000 six 
per cent. cumulative preference shares of £1 each, fu:ly pud, 
Nos. 300,001. to 305,000: and £12,500 five per cent. mortgages 
of £100 each, Nos. 1,901 to 3,025. 

Application has been made to the Committee to allow the 
following to be officially quoted :— 

Argentine Tramways and. Power.—250,000. ordinary shares 
of £1 each fully paid, 200,000 7 per cent. preference shares of 
£l each, fully paid, and £200,000 5 per cent. debenture stock. 

Fairbairn Lawson. Combe Barbour.—100,000 ordinary. shares 
of £l each, fully paid, Nos. 800,001 to 900,000, 


Aluminium Corporation, Ltd.—The accounts have been 
issued for the two years ending December 31st, 1921. The 
balance at the eredit of profit and loss account, after deduct- 
ing debenture interest to December 31st, 1921, and preference 
dividends for 1919 and 1920, was £25,150, out of which a 
dividend is recommended for 1921 of 7 per cent., less income 
tax upon the preference stock and shares, which will absorb 
£11,888, and the balance of £13,261 is to be carried forward. 
The Cowlyd Dam was completed during the course of the 
vear, and with a view to the installation of a further pipe- 
line and the carrying out of other development work, а 
special meeting was called for Wednesday last to authorise 
increasing the directors’ borrowing powers by £500,000, 


Compania Argentina de Electricidad.—The directors’ re- 
port for the year ended December 31st, 1921, states that appre- 
clable increases were registered both in the number of con- 
sumers and the sale of energy. The gross profit for the year, 
after | providing $105,308. m/n for the «debit balance of 
the interest account, was $175,650, as against $197,775 
in the previous year. Of this amount $28,014 was 
applied to amortisation of capital invested, $97,757 trans- 
ferred to reserve for renewals, the legal reserve fund received 
$2,504, and directors’ fees absorbed a similar amount. The 
payment, of a dividend of 8 per cent. took $45,455, and the 
balance ($1,242) was carried forward. | 


Brisbane Electric Tramways Investment Co., Ltd.—The 
accounts for 1921 show dividends for the vear on shares held 
by company £99,933, plus sundry receipts £4,381, and £42,837 
brought in, making £147,151. Deducting general charges 
in London (including corporation profits tax) and expenditure 
in Brishane, the net balance was £132,487. After paying de- 
benture interest and preference dividend, the directors recom- 
mend a balance dividend of 4s. per share, free of tax, making 
8 per cent. for year, carrying forward, subject to corporation 
tax, £46,162.— Financial Times. 


Lewes & District Electric Supply Co., Ltd.—The re- 
port for 1921 states that the surplus on working showed a 
balance of £4.575. After meeting general expenses and 
debenture interest and setting apart 21,750 for renewals, there 
remained £455, making, with £1,119 brought in,, £1,574 
which is to be carried forward. 


Pernambuco Tramways & Power Co.—<According to the 
Financier, after providing for debenture and other interest. 
and transferring £10,230 to capital reserve, and £1,500. to 
amortisation fund, the accounts for 1921 show a credit 
balance of £1,108, which is to be carried forward. 


Brazilian Traction Light & Power Co.—A quarterly divi- 
dend of 14 per cent. on the cumulative preference shares is 
announced. 


` Canadian General Electric Co.—Quarterly dividend of 2 
per cone for three months ending June 30th, 1922, on common 
stock. 
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The Dutch Ericsson Company.—The report of the Nether- 
lands Ericsson Telephone Works Co. states that, after provid- 
ing for depreciation, the net profits earned in 1921 amounted to 
30,790 florins, as contrasted with 34,074 fl. in the preceding 


, 


year, when a dividend at the rate of 5 per cent. was paid. 


The profits in 1921 have been carried forward. 


Western Telegraph Co., Ltd.—The third quarterly interim 
dividend is 5s. per share, free of income tax, for the year 
ending June 30th, 1922, being at the rate of 10 per cent. per 


annum. 


Yorkshire (West Riding) Tramways Co., Ltd.—Dividend 
of 3 per cent. on preference shares for half-year ending June 


30th, 1922, less tax. 


United River Plate Telephone Co., Ltd.—Final dividend 
- of 5 per cent. on the ordinary shares, making 8 per cent. for 


1921, free of tax, carrying forward £38,704. 


STOCKS AND SHARES. 


Tuespay EVENING. 


Markets have fallen back into a condition of languid and | 
There is nothing much doing, either 


summer-like inanition. 
in the investment or the speculative parts of the House. 


Even Home Railways, which have been so very animated of 
late, have quieted down to a great extent; which means, of 


course, that prices after their rapid rise, are giving way a 
litte from the best. In the circumstances, that they should 
not have gone back further is somewhat surprising. It 
seems as though most of the money which was seeking m- 
vestment in Steck Exchange channels, instead of lying on 
deposit at 2 per cent. with the banks, is now fully absorbed 
into the markets. At all events, Stock Exchange men are 
talking as though they do not expect anything in the shape 
of good business until there is a further fall in the Bank 
Rate, of which, for the time being, no particular. chance 
offers. . 

Districts at 38} are 4 higher, but Underground income 
bonds shed a point at 82}. Metropolitans, after being 45, 
returned to 47. Live у demand sprang up for London and 
Suburban Traction preferences, the price going to 10s. 3d. 
before it went back to 9s. 9d. London United) Tramway 
preferenze hardened in sympathy, and touched 4s. before 
losing a few coppers. 

Brazil Tractions remain at 53, and the foreign. tramways 
group. as a whole, is quiet, the tendency of Mexicans being 
towards rather lower figures. The newspapers are talking 
about some new insurrection in the country, and, although 
nothing definite is known on the point, this is quite sufficient 
to cause a little selling of Mexican stocks and shares. No- 
body has any real information, but the rumour serves to 
keep possible buyers away from Mexicans for the time being. 
No benefit oc*urred to prices on the announcement that two 
more of the three outstanding coupons on Mexican. faight 
and Power firsts, Mexican. Electric & Pasnuea fives are to be 
paid at the end of this month. Stock Exchange dea ers, 
coupon-bookers. and others, are ready to buy these coupons 
at better prices than can be obtained by presenting them 
at London banks. 

Canadian General Electrics at 944 and the preferred at 
1114 are both 3 points down. Caleutia Electric 7 per cent. 
second debentures at 24 premium are 34 lower, and the 
Indian Electrie debenture at 11 premium is similarly. easier. 
The allotments of the Madras Electric debenture stock will 
be out in the course of the next day or two, and there wil 
probably be a small premium on the scrip. The dulness 
of the Consol market 1s, however, a reason for a more modesi 
estimate being formed of prices than was apparent even 
a month ago. 

This consideration is scarcely a factor in the list for home 
electricity shares. London Electrics rose to 2 1/16. 
Cross ordinary, St. James’s, and the others which improved 
last week, are holding all their rises, and there is a steady 
demand for anything which comes to market. A new in- 
troduction this week to the list is the 6 per cent. preference 
of the Hendon Electricity Supply Co. These shares were 


sold in considerable numbers on the basis of 43, and it was 


not long before the price hardened to within an eighth of the 
par value of £5. Having regard to the wav in which other 


good-class electrical shares have advanced lately, there is 


litte donbt as to the Hendon preferences going over par, 
as investors become more familiar with the security, for 
the Hendan is one of the best of the London local companies. 
British Electric Tractions are several points better at 564, 
on the increase in the dividend to 4} per cent., against a 
previous 4 per cent. 

The weakness in cable stocks and shares is rapidly passing 
away, and substantial recoveries have occurred in Eastern 
ordinary. Globes, Westerns and Eastern Extension shares. 
Being always a narrow market, the tendency is for unex- 
pected selling, however smal! in amount, to exercise a notice- 
able effect upon prices. The stock recently on offer, however, 
is being readily taken. It is undoubtedly the case that 


Charing 


some of the holders of these securities are a little nervous, 
as we pointed out previously, owing to the wide publicity 
given to the latest developments in radio-telephony and in 
wireless. It is held, reasonably enough, that the scope for 
expansion in wireless is still very wide; this will cause the 
shares of the Marconi Co. and its subsidiaries to remain active 
media for speeulative investment for years to come. 

At the moment Marconis are weak at 98, owing to the 
pressure to realise profits. The holder of the shares, how- 
ever, who is content to look upon them as an investiment 
for the future, will disregard temporary fluctuations, and 
leave his certificates undisturbed, unless he is of sutliciently 
speculative mind to induce him to sell on any sharp rise in 
the hope of buying the shares-back more cheaply, when any 
reaction occurs. Marconi Marines have eased off, at 42s. 94, 
with the shares of the parent concern. [In Canadians and 
Radios there is not much doing; the pri-es are dull at Ils. 9d. 
and 93s. 3d. respectively.  Autormnatie. Telephones are a tiv: 
easier at 13s. 9d., on the report showing no dividend ga the 
ordinary shares. 

Metropolitan-Vickers ordinary rose to 1 3/16. Babcock anc 
Wilcox remain at 3}. Generally speaking, the iron and stee; 
group is better, in consequence of the expected early ter- 
mination of the engineering lock-out. — Electris Construc- 
tions hardened to 25s. 9d., British Insulated to 22s. d., and 
Henley's preference to 43. On the other hand, there were 
small declines in Telegraph Constructions, India Rubber 
shares and Henley's ordinary. The Armament group mu 
proved a trifle along with iron and steel shares. Rubber 
issues remain in a seepy state. What interest remains in 
them is fastened upon the prospect of Dutch producers fall- 
ing into line with British companies in the anatter of an 
all-round restriction of production. 


SHARE LIST OF ELECTRICAL COMPANIES, 


Номк -ELECTRICITY COMPANIES. 
Dividend. Price 


^. ~~ June, Riseor Yield 

1920, 1921, 1922. fall. p.c. 
Brompton Ordinary С... Fai „. 12 12 Tk — £8 00 
Charing Cross Ordinary... н "- 8 9 6 — 611 0 
do. do. do. 44 Pref. — .. 44 44 8 — 516 3 
Chelsea "m ET "T ve vet 6 6 Б — 5 658 
City of London  ... "A m "S 14 14 92/0 -— G40 
do. do. 6 per cent. Pref.... 6 6 22/6 = b 6 8 
County of London " 7 " 8 8 14 — 6 ко 
do. do. 6 per cent. Pref.... 6 6 1 — 6 6 0 
Kensington Ordinary... ie bs 9 10 74 — 7^1 
London Electric |... E " ым 2) 4 2! + jf an к 
do. do, 6 per cent. Pref.... 6 6 4h — 631 
Metropolitan - as "t Tm 7 7 5 — 613 4 
do. 44 per cent. Pref.... 44 4} : — . 600 

St. James’ and Pall Mall si wee 12 12 8 — 731 

South London ud МЕ ^e m q 7 Bh. — 8 0 0 

South Metropolitan Pref. bear,” ae 7 7 |  — 5150 

Westminster Ordinary ... E .. 10 10 73 — 615 1 

TELEGRAPHS AND TELEPHONES, 
Anglo-Am. Tel. Pref ... 7 s 6 6 104 +4 515 i 
do. Def. ... m NN 14 846 231 — * 7518 

Chile Telephone ... vis "mi Ww 6 6 б... + ү: 411 

Cuba Sub. Ога. ... ie its "T 7 7 RÀ — 8 4s 

Eastern Extension Pat a io 10 10 19] + 4 БАП 

Eastern Tel. Ord. " A 2 10 10 18654 +6 5 7" 

Globe Tel. and T. Ord. ... " e. 010 10 188 * - Det 

do. do. Pref. 9 "e 6 6 113 ^ d ОБО» 

Great Northern Tel.  ... К a 22 24 aM =a в оо 

Indo-European .. m - 7 10 )n 40* — 636 

Marconi .. жа "us .. 925 15 22 — à &14 3 

Oriental Telephone Ord. vus .. 12 12 9À ШЕ: '4 1)6 0 

United R. Plate Tel. .. im ее 8 8 Ta + yy 5 053 

West India and Panama vis та Nil Nil T -— Nii 

Western Telegraph aes -" .. 19 lu ls2 + 3 *5 oo fi 

HOME RAILR. 

Central London Ord. Assentec a 4 4 68 — 518 

Metropolitan m is КЕ e 1i 24 47 — 415 9 

do District ... [o P Nil 1 Harl + 3 9 чү 

Underground Electric Ordinary ‘2 Nil Nil Ji — Nil 

do. do. "A" .. Nil Nil 7i- — Nil 
do. do. Income РЯ 2 4 824 - 1 “417 0 
FOREIGN TRAMR, &C. 

Anglo-Arg. Trams, First Pref. 5À 193 3g -— 711 8 
do. do. — 2nd Pref... .. Nil 5 34 == 76° 
do. do. 5 per cent. Deb. ... b 5 82 — 6 2v 

Brazil Tractions ... gus n $i Nil Nil 53 — Nd 

British Columbia Elec. Rly. Pce. ... 5 5 A —] 6 2* 

do. do. Preferred ... 5 98- 70): — '61 é 
do. do. Deferred 3 121. 173% 4I *к lu 6 
do. do. Deb. ... As 44 4} 79 +2 5515 

Mexico Trams. 5 per cent. Bonds... Nil Nil 714 — - 

da. do. 6 per cent. Bonds... Nil Nil 87} е8 Nil 

Mexican Light Common 33 "M Nil Nil 194 — 1 Nil 

do. Pref. io: oe Nil Nil 52 — NH 
do. 1st Bonds e. Nil 65 744 — 614 3 
MANUFACTURING COMPANIES. 

Babcock & Wilcox ' ae Бу .. 15 16 ЗА -- 5238 

British Alnminium Ord. a .. 10 10 {А -~ -- 

British Insulated Ord. ... 2s se. b 15 gi + 4 udo 

Callenders |... Lus an. es La 15 15 2. — 617 ' 

7 64 Pref. Eie vis T 64 6 1% — 595 
Crompton Ord. _... xd ios sae 10 10 20/- -— 1000 
Edison-Swan ie ze uc ine 10 — 5/- — -— 

do. do. 5 per cent. Deb. bes 5 b 65 CE 7131 
Electric Construction ... 2% У 10 10 lis + у, 71 0 
English Electric ... week am E 8 8 15/- — 6 13 4 
do. do. Pref. ... Y Е 6 6 18/3 es 61 6 

Gen. Elec. Pref. ... p 6 " 64 64 22:3 — 5 16 0? 
do. Ord. .. .. .. .. 10 10 91:3 | — 9 к? 

Henley Kc va. drm ud cuin. ЧӘ "d 2} —+„ 6134 

do. 44 Pref. .. shi УЯ ahs 43 44 dix — 5 44 

India-Rubber  ..  .. ... .. 10 — ti — т =з 

Met.-Vickers Pref. en - ER 8 8 -— 6 8^ 

Siemens Ord. dig Ws ss .. 10 10 2. == 781 

Telegraph Con. ..  .. .. 20 90 251 і "nud 


* Dividends paid lioc oi ence a 
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`~ ELECTRICAL SUPPLIES 


IN SOUTH AMERICA. 


By PERCY F. MARTIN, F.R.G.S. 


THe determination expressed by many of the South 
American States to exploit their long-dormant hydro- 
electric potentialities, argues the creation of an extended 
market for electrical machinery and accessories. Hither- 
to British firms have made little effort to bid in this 
direction, although a fair number of electrical installa- 
tions, in the form of sugar-machinery, coal-cutting and 
dressing apparatus, loading and unloading plant, and, 
more recently, railway rolling-stock, may be found in 
certain of the States, such as Argentina, Brazil, Chile, 
and Peru. In view, however, of the widening of the 
electrical supplies market (probable throughout the whole 
of the ten States of South America, in practically all of 
which hydro-electric installations have now been decided 
upon), British manufacturers would do well to give 
attention to the demands of probable buvers. 

Dealers in electrical machinery and accessories do not, 
as a rule, carry large stocks, owing to the expense 
attached to the housing of big machiner у and the loss 
upon capital outlay. On the other hand, several foreign 
manufacturers, particularly those of the United States 
and Germany, maintain agencies with extensive show- 
rooms, and, Judging from the many years that these have 
existed, it may be assumed that, on the whole, they pay 
for their maintenance. 

Before the war, it was a common complaint among 
South American importers of electrical machinery and 
accessories that British motors and switchgear Jacked 
sufficient. attention to small details in the manufacture 
of terminals, bearings, lubricating apparatus or brush 
gear. Customers complained that motors were designed 
by people whe “© could not have had much experience of 
the actual operation of such plant under heavy load 
conditions." However much or however little truth was 
contained in these contentions, the fact remains that 
these defects in British machinery design were generally 
credited, and consequently, the markets for British 
manufactures were adversely affected. 

In other connections fault was found with switehgear 
because, so it was declared, makers ‘‘ often rated their 
switches too high or designed them merely to take the 
ordinary full load of the motor." Under normal con- 
ditions switches and circuit-breakers are not called upon 
to carry more than this normal current. but on over- 
loads or short-circuits they have to carry very much 
heavier currents and are frequently destroyed in 
so doing. Yet another point raised was that, in switch- 
gear for small currents, mechanical strength was neg- 
lected. and the current-carrying capacity appeared to 
he the only consideration. 16 seems clear that whatever 
turrent а switeh has to carry, it must be sufficiently 
strong mechanically to withstand the roughest handling 
of unskilled теп, such as are not infrequently placed in 
charge of South American plants and machinery. Al- 
though capable of being trained, South American péons 
are apt to be violent and careless unless continually 
watched and controlled. | 

In Argentina the demand for electric motors and other 
electrical appliances is broadening, although at one time 
the powerful German company, Compañia Aleinána 
Transatlántica de Electricidad, which supplied the citv 
with electric light, held the greater part of the trade in 
accessories and small plant. Roughly, one-half of the 
total imports of electrical appliances came from Ger- 
many, and only one-quarter from the United Kingdom. 
Things are different nowadays, however, for while the 

Germans are still supplving the Argentine market and 
are finding considerable success from the abnormally low 
exchange, experience of German machinery has not. heen 
altogether happv: Argentine importers, who are both 
Willing to рау and cip: abl of paving a higher price for 
à superior article, would he found ready to do а much 
more. extensive business with British manufacturers of 
eléctrical goods. ` 


In order to compete with German manufacturers, 
however, it would be necessary for British exporters to 
do just as the Germans do—maintain in the Argentine 
either competent agents or branches holding large and 
Among other articles which are in 
wires and cables, lamp-carvons, 
accessories. — The most 


varied stocks. 
demand are insulators, 
dvnamos and = motors, and 
severe competition in small motors, insulators, and acces- 
from the United States; but the quality- 


sories comes 
dynamos and 


reputation of British wires and = cables, 
motors, and accessories and meters stands very high, the 
excellence of such manufactures being generally recog- 
uised throughout South America. 

In the city of Rosario, the most important commercial 
centre next to Buenos Aires, the capital, electric motors 
are used to a considerable extent, those for industrial 
purposes being chiefly in connection with small plant and 
workshops. "The most important electrical supply com- 
pany is the Sociedad de Electricidad de Rosario (the 
Rosario Electric Light and Power Co.), a British concern 
which, besides holding the contract for lighting the city. 
maintains show-rooms where many different kinds of 
electrical supplies, plant and machinery may be in- 
spected and purchased. At present there are over 1,300 
electric motors in use in Rosario, ranging up to 45 h.p., 
the greater demand being in relation to small motors of 
from 5 to 7 h.p. The conditions with respect to voltage, 
current, prices, &c., may be cited as follows :— 

Main part of the city, continuous current, 440 volts 
for motors over 5 h.p.. and 220 volts for smaller motors. 

Outer districts (which are continually extending), 
three-phase alternating current, 200 volts for motors 
over 5 h.p., and 110 volts for smaller motors. 

Rates for motors are as follows :— 

9.7 centavos per kWh for first 30 KWh consumed per 
month for each horse-power installed. 

9.8 centavos per kWh for remainder up to 1,000, and 
1.3 centavos per kWh for consumption in excess of 1,000 
kWh per month. 

The Rosario company has hitherto granted special 
rates to large consumers, and its campaign of adver- 
tising to increase the use of electric motors has materially 
added to its business. It has not been customary, so 
far, either to own or to rent motors, except those used 
in its own plant. 

While, as has been said, electric motors are used to а 
considerable extent, it has not been easy to introduce new 
lines, as the field is already well worked. Four of the 
leading manufacturers of electrical appliances, including 
motors, of which two are of United States and two of 
German origin, maintain agencies in Buenos Aires, and 
apparently possess a firm held on the market. British 
manufacturers are, therefore, certain to meet with a 
good deal of competition ; but novelties which have found 
favour on this side may also be expected to succeed in 
South America. It must always be remembered that 
where two articles are in competition, that which is 
backed by reputation, combined with personal effort 
interested in its success, has every advantage over the 
article which has to depend upon mere catalogue deserip- 
tion. 

In Brazil, British manufacturers, as a result of the 
Centennial Exhibition. тау have a chance of meeting 
competition from the United States upon more equal 
ground. Hitherto, most of the imports of electrical 
woods into Brazil have come from America, a fact which 
may be attributed in a large measure to the ownership 


of the Rio de Janeiro. Sao Paulo, Santos, and Bahía 
power companies being Canadian. Their strongest 


industrial lines are transformers, insulated wire, genera- 
tors, and motors: while the United Kingdom has led in 
cables, and Germany in are-lamp carbons and incandes- 
cent lamps., There is reason to believe that, active coni 
petition by British manufacturers of wiring devices, 
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which have lately made considerable progress both in 
design and manufacture, would be rewarded with no 
small amount of success. It should be carried in mind 
that the Brazilians, as à race, are very. intelligent, and 
follow with considerable and even minute attention all 
patented improvements effected in foreign mechanical 
inventions. The Brazilians’ system of higher education 
has devoted much more attention to technical instruction 
than have those of some of their neighbours. The School 
of Mines at Ouro Preto, in the State of Minas Ger&es, 
may be cited as an example, this institution being, per- 
haps, one of the best-equipped in South America, especi- 
ally with laboratory apparatus. Several high-class 
schools of engineering and polytechnic institutes are 
likewise to be found in other parts of the country where 
the questions of hydro-electric development are being 
closely studied. 

Practically all Brazilian better-class stores stock light- 
ing, heating, and cooking apparatus electrically oper- 
ated. Much advance has also been made in some of the 
large cities, such as Rio de Janeiro, Sao Paulo, Santos, 
Pernambuco. &c., in window lighting by electricity, 
while sign-lighting, adopting very elaborate electric 
signs, is becoming equally common in all of these towns. 
British types of incandescent lamps, such as the Mazda 
drawn wire and the Ediswan, are much preferred 
to those of American or German make. Although at one 
time American lamps were sold in large quantities, they 
have not been found of the same quality as those emana- 
ting from the United Kingdom. ‘Two popular voltages 
for which lamps may be designed are 125 for the citv 
of Rio de Janeiro, and 220 for nearlv all the rest of 
the cities. Smaller sizes are in demand, but for 
advertising and street-lighting lamps of 1,000 watts 


are not at all uncommon. 


The Edison screw-base is 
the only one in popular use, the bayonet-socket being 
confined to the special low-voltage lamps for train. 
lighting. Carbon filament lamps are sold, but in 
comparatively insignificant quantities. The same 
conditions apply to miniature bulbs or the various 
shapes differing from the standard pear to the round 
bulb. 

Chile is another of the South American States where 
hydro-electric development may be looked for. In addi. 
tion to the Government having decided upon the electri- 
fication of over 2,000 miles of national railways and the 
expenditure of £1,750,000 upon hydro-electric works, 
many private installations relying upon waterfalls have 
been sanctioned in different parts of the Republic. Up 
to the time of the war, nearly all the electric light com- 
panies in and around Valparaiso were of German 
origin, and naturally favoured German supplies 
wherever possible. Things have since changed, how- 
ever, and a good deal of Chilean capital has replaced 
that of German origin. Business in. machinery is 
gradually extending, while electricallv-operated tram- 
ways have almost completely replaced mule-traction. 
The Chilean market is decidedly worth studying, especi- 
ally at the present time when British manufactures 
of all descriptions are largely in request. Among other 
contracts that have recently been decided upon has been 
an extensive order for electric power plant for the use 
of the Antofagasta and Bolivia Railway Co., a British- 
owned line, which contemplates gradually electrifying 
the whole of its tracks. As this work proceeds, the de- 
mand wil spring up for electrical appliances and 
machinery in connection with neighbouring industrial 
establishments and many private residences. 


THE ELECTRICAL 


SITUATION IN 


INDIA. 


[From a Special Correspondent.] 


DunixG the war Japan built up a big business connec- 
tion in India in a multitude of trade lines—cotton, 
matches, glassware, cement, paper, porcelain and 
crockery, enamelled ware and numerous others, electrical 
accessories, insulated wire, glow lamps, bare copper 
wire, and porcelain insulators were almost wholly 
supplied from Japan, and were of course eagerly sought 
after, and big prices paid, as the Home and Continental 
markets were practically closed down. Now this is all 
changing; the market is shifting back again towards 
the West, but unfortunately not entirely to England. 
Goods are pouring in from Holland and Belgium, and 
the input from Germany is largely increasing in spite 
of the many earnest protestations one often heard 
during the heat of the struggle against ever dealing with 
Germany again. Italy, too, is sending her share, 
especially of fans, both a.c. and d.c.—one enterprising 
Italian firm practically dominates the market in a.c. 
fans at the moment. 

The matter with English-inade electrical T is. of 
course, the old question ef price. Take British- made 
glow lamps, for instance, both one-watt and half-watt or 
gasfilled. The Continental lamp is at least 20 per cent. 
cheaper, and when one goes closely into the life and 
candlepower, there isn't much to find fault with. One 
hears it frequently said, indeed, that the British-made 
lamp is not anything like as good as it formerly was, 
though how much actual fact there is in this sweeping 
statement remains to be proved. There is no evidence 
of German-made lamps on the market yet, but surely 
they will come, and probably soon. Of the German 
cheap shade there are vast quantities, and it is no un- 
common thing to see fairlv well finished lamps and lamp 
shades at six shillings a dozen on sale in bazaar stores! 
Firms are being inundated with German catalogues and 
trade circulars and wecklv electrical trade pamphlets of 


. the propaganda order. with subtle suggestions that '' as 


war is now over let us revive our old friendly trade con- 
nections!" The native dealer does not, of course, bother 
his head about who he deals with so long as prices are 
tempting, and is consequently taking full advantage of 
opportunities; but it is open to question whether the 
British local firms and middlemen should encourage 
trade with Germany under present conditions. The 
argument is fairly understandable on both sides. One 
man says, ‘‘ Why should I sit idle watching my 1920 
peak-price stock of British goods growing stale on mr 
shelves while my neighbour over the way plunges on 
German stuff and makes maney? I can't keep the pot 
boiling on patriotism alone, without turnover." An- 
other man who perhaps fought or lost a son in the war 
argues, ‘ Why should I help the German to pay his war 
indemnity while the poor British working man, who 
fought that I may live, is keeping body and soul only just 
together on half or quarter time at home? ”’ The real 
truth is probably, as Harold Cox has it, “© trade has no 
feelings. Меп will give their lives for their country. 
but in business they will rarelv forgo the chance of 4 
profitable bargain, even with a private enemy or a hated 
foreigner.” The moral, therefore, for the British 
manufacturer and workman is obvious. 

A very large number of manufacturers’ representi- 
tives have been invading India this last cold weather. 
British. Continental, and American; and knowing 
the present state of business in India, one fears that 
their reports and orders to their head offices have not 
been encouraging. Some of them are experienced 
men who have been many times over the ground before: 
many of them are inexperienced vouths whom you сап 
spot by the/cut of their topees and the military tag on 
their business cards. The older.hand spies out the land 
carefully before he pays a business call; he finds out 
who is the right man to see in an office or works. when 
is the most convenient time to call, and, abore al]. he 
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finds out which day of the week is mail day. It may 
here be remarked that it is an amiable little weakness 
of Indian business men to make believe that the out- 
going mail is the most important thing imaginable, and 
that he is terrifically busy on mail day—he makes a 
fetish of it; except under the most pressing circum- 
stances he cannot by any possible chance see a traveller 
—he may as a compliment see à man with an order to 
place—but a traveller, never. The truth is mostly that 
he has put off to the last moment what he should have 
been doing davs before, and is so worried on mail morn- 
ing with business letters, and private letters as well, that 
he imagines he is extremely busy. At anv rate, the old 
experienced drummer accepts the little weakness, 
panders to it, and never calls on a mail day. Not so 
the raw youth out for the first time; he looks up his list 
and blunders into an office disregarding the ‘‘ mail 
dav "' notices in big letters scattered here and there in 
prominent positions, sends in his card, gets his merited 
rebuff, and goes away disheartened and leaves a bad 
impression behind. | 

А word of warning might here be given to the home 
traveller who uses too many superlatives in describing 
his wares, and who depreciates his rival’s manufactures 
—even to the bad taste of mentioning names. This at 
once brands him as inexperienced, and results in a bad 
start with his would-be customer. Let him emphasise 
the selling points of his goods by all means, but at the 
same time give his competitor a chance. 

One more point, worth mentioning perhaps, is the 
very short-sivlited policv which a few travellers cannot 
resist, namelv, of making snap retail sales instead of 
confining themselves wholly to wholesale or agency 
buvers. There have been instances recently of manu- 
facturers’. representatives taking small orders for 
motors, switches, and electric fans from people not in 
the trade. This may be considered smart for the time 
being, but it is remembered bv resident firms to the 
future disadvantage of the salesman and his principals. 
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ELECTRIC LIGHT FOR THE SMALL TOWN. 
By J. M. C. FIELD.. 


THE small town seems just as far from obtaining a public 
electricity supply as ever. Take, for 
small country town of, say, 100 potential consumers. 
To lay down a central station of the ordinary type is 
hardly a promising commercial enterprise on such a 
small scale as this, and the capital required is very 
large; indeed, it can seldom be raised locally. The de- 
mand for power in such places is generallv small, and 
for the present can be disregarded. What is wanted is 
a good and reasonably cheap supply of electricity for 
shop lighting, the local kinema, private dwellings, and 
street lanterns. Is there anything wrong in such cases 
with a supply given during lighting hours only, say from 
dusk to 11 p.m. ? 

The writer of this article having lived aboard ship for 
months on end, where only a supply of this description 
was available, found hardly any inconvenience from the 
restricted hours of service. It was far superior to gas 
or oil lighting. to sav the least of it. A warning signa! 
five minutes before the engine was shut down was made 
һу breaking the circuit momentarilv two or three times. 
X great advantage gained in this way 1s that limiters 
can be used in place of meters. Limiters not only show 
a saving in capital cost, but also reduce the clerical work, 
and, in addition, the exact revenue is known before the 
end of the quarter. When once the bulk of house wiring 
and mains work were completed, one capable man and 
а bov could run the whole installation. 

With all-the-vear-round charges of, say, 2s. 6d. per 
week per 250 W maximum consumption, with larger 
` limiter settings in proportion, the revenue from 100 con- 
sumers would be about £15-£18 per week. Fuel and 


Instance, а, 


labour would cost about £8 per week, and a fair margin 
would be left for depreciation, profits, &c. If profits 
were made on wiring work, the total revenue would be 
further increased. A Special Order for such an under- 
taking could hardly be obtained, but if a few prominent 
local people were interested, permission from local 
authorities should be forthcoming. At any rate there 
would be little fear of competition. 

If we assume that electricity supply in bulk will be 
available one day throughout the kingdom, we could 
regard this method of supply as temporary only. The 
mains and customers' installations could be laid out with 
that end in view, and the actual generating plant would 
only account for a comparatively small part of the total 
cost. Two direct-coupled semi-Diesel sets would pro- 
bably be found most suitable for the purpose, and, to- 
gether.with a simple switchboard, they would occupy 
very little space. The storage battery has hitherto been 
regarded as a necessary evil of the small station, but 
by cutting out the 24-hour service it can be avoided and 
capital saved on the battery itself, the building space it 
occupies, the necessary boosters, &c. At the same time 
battery depreciation (a very heavy item in small station 
work) entirely disappears, and it is more than likely 
that the labour costs of a small non-battery station would 
be far less than those of a battery-equipped plant, in 
spite of the fact that the engine would be required to 
run for longer hours, 

The Daylight Saving Act cuts out yearly 150 hours of 
engine running, and the limiter system being used the 
revenue would remain the same. With a few exceptions, 
such as hospitals, &c., no inconvenience would be caused 
by shutting off the supply at 11 p.m., and if by so doing 
it is made possible to give a supply in towns where a 
twenty-four hour service is practically impossible, why 
not do it? Surely a supply that will serve nine-tenths 
of the requirements is better than no supply at all. 

If a bulk supply did eventually become available, the 
local company having mains, &c., already installed 
would stand a chance of selling out at a good price, or, 
better still, substituting transformer gear for the 
generating plant and running the business at a profit 
as local distributors. The station buildings, mains, &c., 
would still retain their full market value, and by the 
way things are going at present it is highly probable that 
the engines would have completed their full natural life 
long before a bulk supply was available for the average 
country town. 

This idea might also be carried out in fair-sized vil- 
lages, too large for the co-operative scheme previously 
described in this journal. In some cases it might be 
possible to make use of the plant during the day by 
arranging to give a power supply to a local factory, but 
the staff would have to be doubled and the wear and tear 
would also be proportionately increased. A public 
power supply would hardly be profitable for so small an 
undertaking. 

e 


Electrification ef Industrial Plant Railways.—In a paper 
recently read before the Engineers’ Club of Philadelphia 
(U.S.A.), Mr. D. M. Petty discussed the feasibility of elec- 
trifying the railways used in large industrial works, and the 
best method to be employed in electrification. He came to 
the conclusion that electrification was advisable, on the 
grounds of economy in working. especially where numerous 
starts and stops were necessitated; less depreciation; smaller 
repair costs; more easily executed repairs, &c. The speaker 
considered that storage battery locomotives should only be 
used in special cases, for, although this type had numerous 
advantages, the initial cost and the cost of replacement of 
batteries was very heavy. He suggested a general system 
of under-running third-rail collection at a pressure of 250 V. 
For long distance running, however, a higher voltage was 
recommended. 

Reported New Russo-German Combine.—An Exchange 
Telegraph dispatch from Paris reports that a Russo-German 
company has just been formed, with headquarters in Moscow, 


-and а capital of 30.000,000,000 paper marks. On the Cer- 


man side the company will inelude among its shareholders 


. Herr Stinnes, Herr Krupp. and the Allgemeine Elektricitats 
. Gesellschaft, and on the Russian side the Soviet Government. 


This combine has for its object certain large industrial: works 
on Russian territory. 
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| | — BELGIUM'S 


RAPID RECOVERY. 


, | : EXPORT ACTIVITIES. 


Мк. R. F. Н. Duke, H.M. Commercial Secretary at Brussels, 
has written a highly interesting report on the economic situa- 
tion in Belgium“ at the end of. 1921. Apparently there has 
been some delay in its publication. It has been revised, how- 
ever, to March last. As the report is the first on Belgium 
which has been issued since the Great War began, Mr. Duke 
draws some striking comparisons between conditions then and 
now. 

He recalls the advantuges she possessed in her thrifty and 
hard-working population, her industrial resources, her 
wonderful system of internal transport, and her substantial 
interests in foreign enterprises. At the same time, German 
finance was powerful In the Belgian metallurgical industry, 
notably in engineering and ele ctrical enterprises, many of 
these being ahnost entirely dependent on German control for 
the provision of their plant and raw material. The end of the 
war not only found Belgium deprived of the assistance of 
German capital, but also found her pre-war markets closed 
altogether or grown dependent on other scurces of supply, 
her industrial population. decimated by war or rendered. in- 
efficient by enforced idleness and physical deterioration, and 
the majority of her industrial plant stolen or destroved. 

The rapiditv of her economic recovery. has been nothing 
short of marvellous, says the report, and in many respects the 
situation is at the present time a great. deal better than it 
would appear to be from a study of mere figures. 

Mr. Duke proceeds to. review the financial position, from 
which he concludes that, given а resumption of normal con- 
ditions and a reasonable prospect of recovery from Germany— 
in at any rate the хате degree as other claimants—Belgium 
will be in as sound a financial state as any other European 
country. 

Considering that the war cut off Beletum's export. trade 
and that prior thereto Germany bought (in. 1913) 040. million 
francs" worth of Beleian goods, it will be realised how essen- 
tial it was to re-establish sales in foreign markets. 

Of the many steps taken to attain this end, that which 
most nearly affects. the British engineering industry is pro- 
bably the commercial mission to South and Central Americ: 
This was accompanied by technical experts in the principal 
branches and equipped to demonstrate by the kinema and 
other means Belgian manufacturing capacity. Amongst other 
methods to be adopted for the purpose of enhancing Bel- 
шап» competitive power abroad are: the practical training 
of students of export trade by means of scholarships offered 
bv banking and industrial bodies: the increase of foreign 
branches of Belgian banks, and the issue of long term credits; 
the co-ordination of Belgian export and shipping organisations 
and the development of regular Belgian services to foreign 
ports: and, lastly, the establishment by the Government of 
a reliable commereial intelligence service, 

After referring to the difficulties in the way of British trade 
with Belgium, due mainly to the fluctuation in the value of 
the france, the Commercial Secretary gives certain reasons why 
British manufacturers and. business men, if thew wish to re- 
cover their position in the Belgian market, should put them- 
selves to some trouble to understand and appreciate the men- 
tality of their potential clients in Belgium, He points out 
that there is much in common between the two countries, in- 
cluding the principle of honesty and common sense in busi- 
ness affairs, and there still remains in Belgium a traditional 
belief in the quality of British goods which has only. been 
slightly obscured by other influences. It is. however. quite 
certain. that. unless prices are considerably reduced, better 
terms of credit given, more allowance made for exchange difh- 
culties, and greater attention given to punctuality in delivery, 
british. trade with Belgium will continue to diminish. at апу 
rate as regards those articles which are not dependent on 
their traditional ' luxury" character, or are not virtual mono- 
polies of British manufacture. 

The following suggestions, adds Mr. Duke. though in some 
eases hackneved and in others counsels of perfection, may be 
worthy of consideration during the next few years :— 

1. Catalogues and literature must be issued in French, and 
measurements and prices be quoted in that language. 

2. Quotations must be made caf. Belgian nort, and. if pos- 
sible, delivered inland Continental competitors can deliver 
their aoods from preducer to consumer in the same wagon. 

3. Reasonable credits must be given to enable the buvers 
to take the least possible risks on the rate of exchance. 
Where possible navment in franes should be accepted; this 
presents less difficulty in the case of British firms requiring 
raw materials or accessories from Relgium—a process which 
in itself tends to encourage trade with Great Britain. 

4. The question of payment is obviously. erentlv facilitated 
hv dealin through an avent in Belgium. who is at the same 
time a selling agent for Belgian &00ds, Tn this connection it 
іх essential to appoint either a Belgian agent or an Enghsh 
one who has been in Belgium for some vears and is thoroughly 
acquainted , with the country and dts methads of business. 
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* Department of cot Tai 3s. Gd. , 


The '" personal touch " is of the highest importance. The 
potential buyer in Belgium does not like business by corre- 
spondence only; it is not too much to say that he will pay a 
higher price in nine cases out of ten to an agent who 1s per- 
sonally introduced. and known to him rather than buy the 
ваше goods cheaper by correspondence or from an unknown 
ш traveller. 

Every possible assistance should be given to Belgian 
m in respect of commission and expenses, provision of 
samples, advertising matter, and the like. Complaints have 
been numerous on this subject. 

б. lirst-class travellers—if possible members of the. firn— 
should visit Belinum periodically to confer with their. agents, 
be introduced. to customers, and demonstrate new develop- 
inents. 

{ Мг. Duke has constantly heard of and received. visits from 
travellers for British firmis whose ignorance of the country, of 
the language, even of their own business, can опту be described 
as lamentable.] 

7. Although it may seem an unimportant matter, the stamp- 
ing of correspondence must receive. careful attention. Small 
Items, such as the paviment by the prospective buyer of double 
postave on a letter, do not encourage him to do business at a 
time when a rise or fall in the exchange of 10. centimes per 
franc may make all the difference between profit and less. 

8. Efforts should be made to quote firm and not to make 
additions to. quoted prices on the ground of increased cost ot 
raw material or labour. Generally the buyer or agent will 
prefer to pay a higher price in the first instance. If an in- 
crease 15 necessary, the fullest possible explanation should. be 
given. , 

In this connection, a great deal of good can be done by 
'" putting the cards on the table,” explaining to customers the 
exact situation of the manufacturer and expressing and show- 
ing in practice a desire to help the Belian customers, whether 
actual or potential. Personal propaganda of this kind. carried 
on between the seller and his customers, is far more effective 
than any general trade propaganda from official sources ean 
be. 

10. A great deal сап be done by mutual co-operation bhe- 
tween British manufacturers and traders. ‘Those who wish to 
develop their business in. Belgium should not fail to become 
members of the British. Chamber of Commerce in Вет 
(Secretary, Mr. E. F. Satehell, 2, Rue de ia Bourse, 
Brussels). 

As ап indirect method of furthering British. trade, 
report suggests that investment in Belgian enterprises 15 
worthy of consideration. The high rate cf exchange has ren- 
dered the opportunities of obtaining controlling interests 1n 
Belgian industries especially attractive to British manufac- 
turers and capitalists. In many cases advantage has been 
taken of the situation British firms, particularly in the 
engineering and constructional industries. Mr. Duke con- 
siders that there аге still opportunities of which advantaze 
may be taken, particularly in (a) building operations in the 
devastated areas; (b) the development of ports, harbours and 
canals and the establishment of necessary enterprises such as 
shipbuilding and repairing; (c) electrification schemes; and 
(d) general manufacturing industries, where the compara 
vd low cost of wages and taxation, coupled. with the pro- 
spect of excellent. transport. conditions, may Бе expected to 
facilitate cheap production. 

The Belgian buyer undoubtedly prefers an article made in 
Belgium to the same quality of article made in England, ard 
the Belgian. Government in particular prefers to deal with 
Belgian companies, even if they are only so in. name. 


At the хате time British influence in. Belgian companies 
can be used to divert to the United Kingdom their purchases 
of plant and machinery. 

The report devotes a short section to a review of the еп 
neerm: mdustry :— 

Before the war TI every branch of the engineerin, 
industry was established in Belgiuin. Tremendous damage 
was done during the occupation, and the high cost and shori- 
age of raw materials put further ditliculties in. the wav of 
resumption. Many firms have profited by the slackness im 
trade during 1920 and 1921 to complete the reconstruction ‹' 
their works damaged bv the Germans and to install nex 
equipment. At the same time attention has been given to the 
Importance of making Belgium independent of other coun- 
tries, and particularly Germany, with regard to electrical ma- 
terial. and during 1919 six new electrical factories wer 
established, manufacturing conduits, switehboards, incean- 
descent lamps, machinery. and signal apparatus. 

The ‘ Ateliers de Constructions Electriques da Charleroi. ` 
which has a capital of 40,000,000. fr.. can now exploit virtual v 
the whole field of electrical construction, thanks to the entire: 
modern machinery. installed, and the extensions made to tt 
works. During 1920 an immense number of orders were 
received, and the company has consequently been able te пч 
over the general industrial crisis ruling in 1921. 


the 


a a I a E Л I SN EE SCE IEICE EESTI EA PIELER CE EEL LIE LEE EB, 


Vol. 90. No. 2,324, Juve 9.1922.) THE ELECTRICAL REVIEW. | 828 


The Société d'Electricité et de Mécanique Procédés 
Thomson-Houston et Carels has also extended its works; 
the machine tool and mounting department has been enlarged, 
the foundry for small parts has been doubled, and a mechani- 
cal foundry installed. Large modelling workshops have been 
built, and also a warehouse for general purposes. Regulators, 
alternators, transformers and large motors are now manu- 
factured, while as regards the mechanical construction of 
Diesel engines and steam engines, it is claimed that produc- 
tion has reached the pre-war figure. 

German саре in the electrical constructional indus- 
try is, however, growing serious in Belgium, and the Allge- 
meine Elektricitaets Gesellschaft has opened offices. in 
Charleroi under the mask of a Luxemburg firm. Any sale of 
British technical goods in this country is exceedingly difficult 
owing to the high prices quoted. 


TRANSMISSION LINE TESTS AT 280,000 VOLTS. 
Bx JS. Os WOOD? 


PREPARATORY to converting nup two 241-mile Big Creek lines 
from 150 kV to 220 kV, the Southern California Edison Co. 
inade extensive field investigations to Куча the feasibility 
of using existing towers and standard 10-1п. suspension JXn- 
sulators, now used on the lines. In addition field tests were 
made at voltages as high as 230,000 to ascertain corona loss 
from conductors under actual operating conditions and differ- 
ent weather and to check the charging current against cal- 
culated values. 

As a result of these ‘field tests and the laboratory experi- 
ments which preceded and paralleled them, it has been decided 
to equip the insulators with shielding and grading rings and 
to increase the number of units from nine to eleven. [t 1s 
believed that satisfactory operation at 220,000 volts will be 
possible without any other changes. 

Owing to the fact that only one ‘bank of high-voltage trans- 
formers was available for the field test, it was not possible 
to transmit power, the lines being merely energised. On 
September 16th, 1921, a 7-mile section of line was raised to 
975 kV, later an additional 5 miles of line was cut in; two 
weeks later 194 miles of line were energised to 280 kV, the 
reactance of the transformers causing the voltage to increase, 
together with the charging current of the line. About a 
month thereafter another 64 miles of line was added, and at 
this time it was determined to lower the voltage to 241 kV 


to conform more nearly to what will ultimately be the opera-, 


ting voltage of 220 kV. 

Before conversion to 280 kV the line was in commercial 
operation at 150 kV and the insulation consisted of nine 10-1n, 
cap-and-pin suspension units except at anchor towers, whére 


SUSPENSION INSULATOR, SHOWING SHIELD RINGS. 


[] 
double strings of eleven units each were used. There were 


arcing horns at the top and bottom of the suspension strings 


and on the upper side of the dead-end. 


For the purpose of the experiments, shield rings were in- 
stalled at -the bottom of all suspension strings and at 


the top of the centre suspension. With one or two 
exceptions, the old arcing horns were left at the top of the 


outer suspensions. The arcing horns at the lower ends of: 
suspension strings were not removed, being within the in-- 


fluence of the shield ring and inert. When necessary to tie 
down the line shield rings were placed at the top of the tie- 


down strings. The double-string dead-ends had oval shields: 


attached af the line end; the old arcing horns were left at 
the tower end. . 


——— AUS 


есі и orld. Abstract. 


The shape and size of the shield rings employed was de- 
termined alter considerable investigation of the voltage dis- 
tribution along the insulator strings under different conditions. 
the arcing characteristics of the shields are good. "Ihe deep 
straight-sided ring, shaped so as to cause arcs to start from 
its lower edge, produces an electrostatic field of a shape that 
keeps the arc well away from the insulators. Under wet 
conditions the arc starts from the ring clear of the lower 
insulators. ‘Lhe first shield was made of cast iron, but the 
greater number are of cast aluminum. ‘The practicability ot 
substituting pressed steel has been under consideration. ' 

The 27 miles of experimental line has 291 suspension strings, 
of which 249 were left with nine insulators and the remain- 
ing forty-two strings were increased in length by adding two 
more insulators to each. ‘There were forty-eight tie-down 
strings, Which had one more insulator than the corresponding 
suspension string, and 345 double dead-end strings, in which 
the number of insulators was not changed. 

The conductors are steel-core aluminum concentric-strand 
cables with individual wires 0.1059 in. in diameter, and the 
diameter of the cable is 0.06 in. The conductors are separated 
by 17 ft. 3 in., and are arranged in a horizontal plane, the 
height of conductors above ground at towers being 37 ft. 
Single-cireuit structural-steel towers are used with a normal 
spacing of 660 ft. The experimental section of the line goes 
chiefly over hilly country and the spans are of irregular length 
up to a maximum of 2,571 ft., with an average length ot 
928 ft. 

With 278 kV between conductors, the observed charging 
currents of 19.5 miles of line were 15.0, 16.1 and 14.6 amp. 
for the west only, centre and easterly conductors respectively, 
averaging 15.23 amp. Тһе calculated current is 13.53, using 
the weighted mean spacing and hyperbolic formula. As 
shown by an analysis of the voltage wave, harmonics were 
sufficient to account for an increase in charging current of 
about 3 per cent., leaving a 7 per cent. increase above tne 
calculated to be explained by the presence of an adjacent line, 
the overhead ground wire, the increase of capacity due to 
corona and the presence of the shield rings and line hard- 
ware. With 27 miles of line energised at 241.5 kV, the charg- 
ing currents were 17.3, 18.7 and 17.6 respectively, averaging 
17.87. ‘This is 7.5 per cent. greater than the calculated. The 
.current wave 1s less distorted than when operating at the 
"higher voltage. 

Energised at 978 kV to 284 kV and with atmospheric con- 
ditions varying from hot and dry to heavy fog, the total loss 
in the 194 miles of circuit ranged from 300 to 880 kW, there 
being apparently more loss in fog than in rain. One clear 
morning a test was made energising the line separately from 
a steam turbo-generator, so that the voltage could be varied 
at will. The results correspond closely to those caleulated 
by Peek's formula. 

There is no measurable corona loss in 97 miles of line at 
941 kV in clear weather, the maximum observed so far in 
rain being 243 kW, or an average of 3 kW per mile per wire. 
At the proposed operating voltage of 920 kV the losses are 
negligible. 

When energised at 280 kV the line is very noisy and corona 
is abundant on the cable in the span, but none сап be seen 
on the insulators or shields or on the conductor within a dis- 
tance of about 3 ft. on either side of the shield ring. At 241 
kV there is л very slight noise. At 990 kV operation will not 
he noticeably different from that at 150 kV. Since the whole 
27-mile length of line has been energised at 241 kV, several 
rainstorms have oceurred. No insulator trouble developed. 


nr 


shi Ae d and Engineering Exhibition, Olympia, 1923.— 
Though 1 has been decided upon as the year for the 
great British Empire Exhibition at Wembley Park (the elec- 
trical and engineering arrangements, for which have already 
been briefly announced in these pages), it has been resolved 
that there shall be a Shipping, Engineering and Machinery Ex- 
hibition held at Olympia in September next year. Тһе de- 
cision was arrived at, we are informed. at a meeting of ex- 
perts, held on June Ist, at the Holborn Restaurant. Dr. 
H. S. Hele-Shaw. president of the Institution of Mechanical 
Engineers, was elected chairman of the Hon. Committee of 
Experts, with Capt. H. Riall Sankey, C.B., as vice-chairman. 
We are informed that wide and influential support was viven 
to the movement so that the shipping and. engineer- 
ing industries should be well represented. The hope 
was expressed that every stall would demonstrate working’ 
exhibits and the iatest inventions, in order to interest the 
general public. Every mechanical engineer. in the world 1s. 
to be invited to the exhibition, and bulletins in foreign lan- 


‘guages are to be sent to all countries, so that the endeavour 


may be thoroughly understood and appreciated. Sir 
Charleg A. Parsons, K.C.B., F.R.S., is the president of the 
shipping exhibition. and among the vice-presidents are the 
Rt. Hon. Lord Weir, of Eastwood; Sir Archibald Denny,. 
Bart.; Sir E. H. Tennvson D'Eyvncourt; Engineer Vice-Ad-: 
mira! Sir George G. Goodwin, K.C.B.: Sir Alex. В: W.. 
Kennedy, LI..D. Sir Archibald. Rees, K.B.E.. M.Inst C.E.: 
and Colonel R. Saxton White. Mr. F. W. Bridges, 4, Vernon 
Place, W.C.1, is the general manager. 
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SHORT-WAVE DIRECTIONAL WIRELESS | 
TELEGRAPHY. | 


Bx С. S. FRANKLIN. 


` 
(Abstract of paper read before the WIRELESS SECTION OF THE 
INSTITUTION OF ELECTRICAL ENGINEERS.) 


IN this paper are given results of investigatians made with 
reflectors and wave-lengths below 20 metres. The author 
demonstrated with a continuous-wave valve transmitter 
made by Mr. Witt, furnishing approximately a 1-metre wave, 
and a reflector having a 2-wave-iength aperture, so that some 
idea could be got of the order of the directional effect, or 
'" beam," obtained. 

he investigation was commenced by Senatore Marconi in 
Italy in 1916. The author assisted him there, and the waves 
used were 2 and З metres. ‘Ihe only interference experienced 
with such waves was from motor boats and motor cars. These 
machines apparently emit waves from near U up to about 40 
metres in length, and the day may come when tney will have 
to have their 1gnition systems screened, as on some aeroplanes, 
or carry a Post Оћсе licence for transmitting. Incidentally, 
if some of the motorists were to listen to the irregularity of 
their ignition they would be surprised. А coupled-circuit 
spark transmitter was developed, the primary having an air 
condenser and spark in compressed air. The decrement of the 
waves emitted was judged to be of the order of 0.03. Тһе 
receiver was a caretully-picked crystal, while the reflectors 
were made of a number of strips or wires tuned to the wave, 
arranged on a cylindrical parabola with the aerial at the focus. 
The transmitting system could be revolved and the effects 
studied at the receiver. Assuming that the waves leave the 
reflector as plane waves of uniform intensity, having & width 
equal to the aperture of the reflector, it is not ditficult to cal- 
culate the polar curve of radiation in the horizontal plane, 
which should be obtained from retlectors of various apertures. 

The method of measurement at the receiver was the "'slide- 
back” method with a rectifier; two retlectors with apertures 
of 34 wave-lengths, one at the transmitter and one at the re- 
ceiver, increased the working range about three times. 

The Italian experiments showed that good directional work- 
ing could be obtained with reflectors properly proportioned 
with respect to the wave-length. The attenuation over 
the sea for the wave-length used was very high. The experi- 
ments were continued at Carnarvon in 1917, and brought into 
prominence a property of wave propagation Which is not 
generally known, and the extent of which is not realised. This 
is the very rapid increase in the strength of the electric field 
with height above the ground. The rate of increase appears 
io be a function of the height divided by the wave-length, 
and while not very noticeable with wave of several hundred 
metres, is very marked with waves a few metres in length. 
It was not possible to ascribe the weakness of signals to any 
Screening or reflections from trees or other objects. Signals 
steadily increase in strength with height. Accurate measure- 
menís were not possible, but the increase of strength of the 
field at a height of 10 wave-lengths was estimated to be six 
or seven times. The increase is not always uniform. When 
both transmitter and receiver are at a low level the range is 
‘very dependent on the nature of the intervening country, and 
is very restricted even over the sea; when, however, both 
stations are many wave-lengths above the intervening 
country its nature is of far less importance, and the range 
is increased many times. These experiments showed that 
very considerable ranges were possible with very short 
waves. 

In 1919 experiments were commenced at Carnarvon with 
valve transmitters, with the idea of producing a directional 
telephone system. A single-valve transmitter was arrived at, 
taking about 200 watts with a 15-metre wave, and giving 
1 ampere in the centre of a half-wave aerial. 
receiver with supersonic beat-note was employed. Very 
strong speech was obtained at Holyhead, 20 miles away. The 
strength was such that shadows produced by small hills and 
buildings were hardly noticeable, unless the stations were close 
behind them. A test on the Dublin Steam Packet Co.’s boats 
running from Kingston to Dublin was made in June, 1920. 
Speech was received right into Kingstown Harbour, 70 nauti- 
cal miles from Carnarvon, and the point was proved that there 
was no rapid diminution of strength after passing the horizon 
line from Carnarvon. 

In February, 1921, from Hendon very good speech was re- 
ceived up to 66 miles, and fair speech in the neighbourhood 
of Birmingham. A reflector station was then erected at Frank- 
ley, near Birmingham, 97 miles from Hendon, and tests were 
started there in August, 1921. The following are some par- 
ticulars of the Hendon and Birmingham plant :— 

The transmitter consists of two medium-size power valves 
working in parallel. The power to the valves is usually 
700 watts (4,000 volts, 175 mA). The aerial is rather longer 
than half a wave-leneth, and has a radiation resistance of the 
order of 90 ohms. The efficiency, input to valves to aerial 
power, is between 50 and 60 per cent., and about 300 watts 
js actually radiated. With reflectors at both ends speech is 


Ф 


A heterodyne | 


strong, and of very good quality—usually strong enough to be 
just audible with a ł to 4-ohm shunt across a 60-ohm telephone, 
With both reflectors down the speech is usually only jua 
audible with no shunt. Average measurements indicate that 
the energy received when both reflectors are up is about Ay 
times the energy received when not using the reflectors. Thus 
to get the same strength without reflectors as with them 4 
140-kW valve transmitter of the same efficiency would be re- 
quired. Local measurements of the polar curves taken round 
the station show that the electric field in front of the station 
is increased approximately four times by the use of the re- 
flector, and that the same order of increase is obtained during 
reception; the increase of energy received due to the use oí 
the two reflectors should therefore be 4? х 4° 2256 times. 

That a polar curve taken locally round the station is not the 
same as the polar curve at a distance, and that the directional 
effect i8 soon lost, the author does not agree. It is, however, 
essential that the stations should be in situations free from 
obstacles which might cause powerful local reflections and dis- 
tort the field. The polar curve is practically constant at all 
ranges. 

The production of waves of the order of about 12 metres and 
upwards is quite practicable up to several kilowatts by large 
power valves, and it is also practicable to operate valves in 
parallel. With such high frequencies very large currents pass 
into the grid and anode, and if any attempt was made to push 
up the power on à bad valve the glass would promptly melt. 
The cause of the trouble was due to losses in the deposits ou 
the glass, owing to high-frequency currents induced. Such 
deposits are always produced in valves during exhaustion, and 
vary considerably. Mr. E. Green discovered that if the elec- 
tric field in the neighbourhood of the valve was constrained 
by means of a shield, so that it was at right angles to the de- 
posit on the glass, then this loss dYeappeared, and a. formerly 
bad valve would give nearly the same ейісіепсу as a good one. 
It is now therefore possible to use what are practically 
standard valves, and their life appears to be about the same as 
for lower frequencies. 

Continuous-wave reception is possible on the trams- 

mitting aerial while the transmitter is operating. This 
has been used successfully for duplexing between Hendon and 
Birmingham, and eliminates all switching. The heterodyne 
may be either the transmitter, or an independent small hetero- 
dyne in the receiver. Both the transmitter and the re- 
ceiver utilise the same aerial and reflector, and the trans- 
mitter can be operated while receiving. There is 
no reduction in strength while the transmitter is on, but 
strong currents are induced in all conducting structures and 
circuits close to the reflector and transmitter, such as the 
supporting towers and buildings, and every variable contact 
produces a noise. "The elimination of all variable contacts in 
the neighbourhood of the transmitter has proved a work of 
some magnitude. 
_ Reflectors, besides giving directional working, and economis- 
ing power, show an unexpected advantage, which is probably 
common to all sharply directional systems. Practically no dis- 
tortion of speech occurs. — Wave-lengths of the order of 2! 
metres are capable of providing point-to-point directional com- 
mercial service over very considerable ranges. Such services 
will be comparatively secret as compared with the usual non- 
directional type of transmission. 

The directional effect obtained with reflectors which are 
large compared with the wave-length is so good that it was 
suggested that it would prove very useful for position finding 
for ships near dangerous points, and trials are being made 
with a revolving reflector erected on Inchkeith Island. Mr. 
N. Wells has been superintending this work, very often under 
strenuous conditions. The general idea is that a transmitter 
and reflector revolving will act as a kind of wireless lighthouse. 
8o as to give the position to ships during fog when within 
about 10 miles of the danger point. The reflector makes a 
complete revolution once every two minutes, and a distinc- 
tive signal is sent every half-point of the compass. It wis 
found that this enabled the bearing of the transmitter to be 
determined within 1 point of the compass, or within 2^ 
degrees. 

The best method of giving the direction to a ship by means 
of such a revolving beam requires consideration. "The methel 
being adopted is, the author thinks, the most practical one. 
When listening to a moderately sharp revolving beam the 
signals are heard only for a very short time. The exact time 
of maximum signals is not easy to determine by ear, but the 
times of starting and vanishing are easy to determine, as the 
rate of rise and fall of the signals is extremely rapid. The 
time half-way between these two times gives with great exact- 
ness the moment when the beam is pointing to the ship. 

The apparatus proposed is of a very reliable nature. The 
spark transmitters are very robust, and last for years without 
attention. The receivers are simple valve rectifiers with fixed 
adjustments except for a '' backing off" potentiometer for 
dealing with powerful signals at close range. The attenua- 


' tion of these waves over the sea is so strong that a little ex- 


perience enables distance to be judged by strength of signals. 
and this can be measured by means of the potentiom ter. 
The only qualification necessary for a person  etermining 
the bearing is the nbility to read a few Morse signa. 
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OVERLOAD INVERSE-TIME-LIMIT RELAY WITH A DEFINITE ADJUSTABLE MINIMUM. 


For the satisfactory protection of a system, such as a trans- 
mission line or distributing network, by means of overload 
relays it is essential to have time discrimination between 
the various sections, so that an overload ‘оп an outlying sec- 
tion shall not cause a:l the circuit breakers to operate and 
disconnect the whole system. When inverse-time-limit re- 
lays, that is to say, relays which have a time of operation 1n- 
versely proportional to the intensity of the overload, are em- 
ployed, time discrimination can be obtained for ordinary 
overloads up to, say, 900 per cent. of ful!-load current, but 
on a short circuit occurring all relays, whatever their time 
setting, will operate practically instantaneously. In order 
to overcome this disadvantage a compensated inverse-time- 


Fic. 1.—3-Pote ReLAY— GENERAL VIEW. 


limit relay has been produced by the Metropolitan-Vickers 
Electrical Co., Ltd.; this relay, called the type “РВ,” and 
illustrated in fig. 1, has inverse-time-limit characteristics 
up to a certain current value, but for higher current values 
up to short-circuit conditions the re'ay will operate with a 
fixed time limit, so that by approximate time settings dis- 
crimination can be obtained under all conditions. The time 
and load current obtained with this relay is shown in fig. 2. 
Fig. 3 shows the construction cf the relay, and figs. 4 and 5 
the external and internal connections. 

The relay is of the induction type, and is operated by cur- 
rent only. The movement consists of an aluminium disk (1) 
pivoted so that it rotates between the poles of two electro- 
magnets. The upper electromagnet (2) has two windings, one 
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ponding to the opposition of the '' set up " spiral spring (13). 
An arm (10) clamped to the rotor spindle carries a pair of 
contacts which by rotation of the disk bridge the two fixed 
contacts (11), completing the trip circuit. At the top of the 
rotor spindle is a pin (5) which, when the relay is not opera- 
ting, rests against the stop (6) fixed to the adjustable mulled- 
edge time-scale plate (9). Turning this plate alters the 
position of the stop (6) and increases or decreases the dis- 
tance to be travelled by the moving contacts, thus varying 
the time of operation for a given setting. 

The compensating transformer (4) is so designed that its 
core becomes magnetically saturated when the current in its 
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Fic. 2.—CHARACTERISTIC TIME AND LOAD CURVE. 


primary winding exceeds a certain value, with the result 
that a further increase in primary current does not produce 
a corresponding increase in secondary current, and, therefore, 
the relay operating torque does not become greater. The 
effect of this is seen in figs. 2 and 6, the curves showing the 
definite minimum time of operation of the relay under ex- 
tremely heavy loads. For calibration purposes a ''swamp ”’ 
resistance is used in parallel with the coil on the lower elec- 
tromagnet (3). | 

The above description of the internal windings applies to 
relays for 50 periods and upwards, the arrangement of the 
coils being different for 25-period circuits. 

The current settings provided are for 85 per cent., 100 per 
cent., 125 per cent., 150 per cent., and 175 per cent. of fuli- 
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DIAGRAM ОЁ CONNECTIONS 
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« * 
SPOLE TYPE РВ RELAY. INDEPENDENT TRIP 


| RU $ A 
- Fie! 3.—DIAGRAMMATIC SKETCH OF One Ров or a '' PB" 
RELAY. 


of which is connected to the secondary of the compensating 
transformer (4) and the other to the coil on the lower electro- 
magnet (3). The primary of the “* compensator °’ is wound 
in sections, which are connected through a selection block 
(8) by a plug (7) to the secondary of a current transformer in 
the line to be protected. The upper electro-magnet by act- 
ing as a transformer itself energises the windings on the 
lower electro-magnet. The fluxes produced by the two electro- 
magnets being out of phase cause the disk to rotate. The 
speed of rotation is made proportional to the driving force 
by the braking action of the permanent magnet (12), and the 
disk is specially shaped to give a changing torque corres- 


Fic. 4.—DIAGRAM OF EXTERNAL CONNECTIONS OF A 3-POLE 
RELAY. 


load current of the line transformer, and these are obtained 
by inserting the plug (6) in the correspondingly marked holes 
in the selection block (8). А 

The time-scale plate (9) already referred to has two scales; 
one is 0 to 30 seconds in black, and the other 0 to 2 seconds 
in red. By adjustment of this scale plate the desired time 
setting can be obtained, it being noted that the definite 
minimum corresponding to 30 seconds is 2 seconds, and in 
proportion for other settings; thus discrimination by 1/5- 
second intervals has been obtained with 10 relays in series. : 

Fig. 6 shows four time settings for any current setting, 
and clearly illustrates the definite minimum times obtainable 
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with different time settings, the discrimination in this 
example being 0.5-second intervals with approximately 
twenty times the setting current. These curves are drawn 
with '' percentage amperes to close contacts " as abscissm, 
and “time of operation " to a logarithmic type of scale as 
ordinates, to accentuate their shape and render their charac- 
teristics more easily visible. 

Each relay of this type is fitted with a plate on which is 
drawn its characteristic curve, as determined by calibration. 


Discrimination and minimum time would still be main- э НЧ 
tained, even with loads in excess of the twenty-fold current „EE: 


shown on the scale, as the natural droop in the ratio curve 
of the line current transformer would assist the relay. The 


Seconds 


Time of Operation 


Fic. 5.—DIAGRAM OF INTERNAL CONNECTIONS, 


minimum time can, if desired, be considerably increased by 
the use of a stronger brake magnet. 

Fig. 4 shows the external connections of a 3-pole type 
“ PB” relay arranged. for independent tripping. 

This type of relay is manufactured in single, two- and 
3-pole patterns. 


THE VIEW PARK COLLIERY EXPLOSION. 


OFFICIAL INQUIRY. 


AN outstanding feature of the inquiry into the circumstances 
attending the explosion at View Park Colliery, Uddingston, 
was the large number of witnesses who were warned that 
they need not answer, unless they liked, questions which they 
thought might involve them in criminal proceedings, and 
seven witnesses who had a more or less intimate connec- 
tion with the actual operations prior to the accident, were 
warned in the Hamilton Sheriff Court. Great interest was 
taken in the inquiry, and it was stated by Mr. John Master- 
ton, the Chief Inspector of Mines for the Scottish District, 
that it was the most important which had ever been held in : 
Lanarkshire. ` 

Sheriff Shennan, who presided, explained at the outset 
that the inquiry had reference to the deaths of Andrew 
Masters and John Chalmers, miners, Uddingston, who were 
fatally; injured in a colliery explosion. At the inquiry, Mr. 
John Masterton, Chief Inspector of Mines for Scotland, repre- 
sented the Home Office: Mr. R. Ferguson, writer, Glasgow, 
appeared for the employers, while Mr. Robert Smillie, presi- 
dent of the Lanarkshire Miners’ Union, and Mr. J. C. Allan, 


solicitor, Hamilton, watched the proceedings on behalf of the 7 


relatives of the deceased. 

Bernard Finnegan, colliery machineman, stated that on 
April 11th he was working with Joseph Lynch at an electric 
coal cutting machine in No. 1 pit, View Park Colliery. He had 
just switched on when the explosion occurred, and the flame 
travelled from Lynch past him. He switched off the cur- 
rent and was injured in doing so. He did rot notice any 
flame shooting out of the switch-box of the machine. 

Cross-examined by Mr. Masterton.—When his neighbour 
and he went on duty that night they saw their switch box 
was all right. He did not know exactly whether all the bolts 
and screws belonging to the box were in at the time of the 
accident. Tt was quite possible bolts wou'd be missing ard 
witness would not know. It had always been the case that 
bolts had been missing. as far as he could understand. 


By Mr. Smillie.—The machine had been overhauled by the 
electrician at the week-end prior to the accident. He had 
seen the machine ''flashing," but not on this occasion, 

By Mr. Ferguson.—They had several times reported the 
presence of '' flashing," and had got their switch put right 
for that. On this particular night he saw nothing of that 


kind. It was not the case that, prior to the explosion, wit- 
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ness and his mate had been instructed by the manager to 
use an oil safety lamp in addition to the electric lamp. 

Joseph Lynch, the leading machineman, deposed that the 
machine had been sticking and not working well before the 
explosion. He denied, however, that there had been any 
"flashing " with the coal-cutter. There were little holes 
in the machine caused by studs being awanting. As the 
absence of these studs did not do any harm to the machine, 
he had made no complaint. Because of the fact that studs 
were awanting, one could see inside the coal-cutter and detect 
the electric flashes. If there was gas in the place it might 
go in there and cause an explosion. 

Cross-examined by Mr. Smillie, witness said it was well 
known that this was a gassy district. 

By Mr. Ferguson.—He did not do any adjusiment to this 
machine while he was working with it. He did not report 
to the electrician that bolts were missing, because he thought 
that would be seen. 

A number of miners who were subsequently called as wit- 
nesses described the explosion. | 

Frederick Boles, the night shift foreman in the colliery. 
said that he found gas where this explosion occurred on 
April 2nd, 2rd and 4th. On April 5th, the place was reported 
clear, but gas was found on April 6th, 7th, Sth, and Mtb. 
During the shift beginning on the evening of the ‘10th and 
up to the time of the explosion he found no gas. Never at 
any time had he occasion to withdraw men from the work 
ings. 

Replying to Mr. Smillie, miners’: agent; witness. -main- 
ирей that the gas he found was not in any dangerous quan- 
ity. 

George Thom, the electrician at the eolliery, explained 
that he had charge of the electrical appliances in the area 
where the explosion took place. On the day before the ac- 
cident he had entered in the log book that the electrical 
apparatus was in good condition. The electrical coal cutter 
used in the section at the time of the explosion was put 
into a satisfactory condition at the week end before the ac- 
cident. It was used for the first time on the Sunday, and 
on the Monday morning there was complaint about the 
bushes. Witness saw the coal cutter after the accident, and 
there was a difference in it, studs being out. Ten bolts and 
studs were missing. The absence of these meant that the 
machine casing would not be explosion proof. He could not 
say what caused the explosion. Quite a possible cause, how- 
ever, was gas being ignited through Jack of the bolts and 
studs. Witness was present at the Rosehall Collieries when 
the machine was tested subseonent to the поте". Т 
worked satisfactorily then with the bolts and studs in pos 
tion. With these parts out, gas was ignited, but when they 
were in. the machine was explosion nroof. 

By Mr. Smillie.—Witness was chief electrician at the 
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colliery and there was a staff of seven or eight altogether 
attending to the electrical appuratus. If the men who 
worked the machine said these bolts and studs had not been 
in for months, he did not think that would be a true state- 
ment. 

The jury returned an open verdict, adding that the evidence 
did not warrant a finding on the question of negligence. 


PARLIAMENTARY NOTES. 


(FROM OUR SPECIAL PARLIAMENTARY REPORTER.) 


Parliament adjourned for the Whitsuntide Recess, and will 
reassemble on Monday next, June 12th. 

Telephone Service.—On May 30th, Sir H. Brittain asked 
the Postmaster-General whether he realised that mány tele- 
phone subscribers were sceptical as to the record of calls ac- 
credited to them at their respective exchanges, and whether 
he was able to report to the House the opiniog of the Post 
Office as to the possibility of installing in the near future 
in each exchange an effective automatic recorder. Mr. Pike 
Pease said that complaints of over-charging were diminish- 
ing as subscribers, formerly on the unlimited service rate, 
realised the extent of their use of the telephone. No satis- 
factory automatic recorder had yet been devised, either in this 
country or abroad. Sir H. Brittain asked whether the Post 
Office ever thought of offering a reward for a satisfactory 
automatic recorder. It might encourage inventors. Mr. 
Pike Pease replied that he had seen such an apparatus as 
that referred to, but it was not considered satisfactory for 
the Post Office. He would note what had been said with 
regard to offering a prize. 

Post Office (Pneumatic Tubes Acquisition).—In Committee 
of Supply on May 30th, the House of Commons authorised 
the expenditure of £11,200 '' to confirm an agreement between 
the Pneumatic Despatch Co., Ltd., and the Postmaster- 
‘General in relation to the acquisition of a certam tube 
running between St. Martin’s-le-Grand, in the City of 
London, and Eversholt Street, in the Metropolitan borough 

-of St. Pancras, and for purposes connected therewith. 

Import Duties.—On Mav 29th Dr. Murray asked the Presi- 
dent of the Board of Trade whether the terms of reference of 
the Optical and Scientific Instrument Cominittee, appointed by 
hin under the Safeguarding of Industries Act, included cal- 

-culating apparatus, cylinders and slide rules, also electrical 
goods and instruments, ammeters, voltmeters, &c., seeing 
that the total imports from all countries for six months only 
amounted to £5,939; and, if not, if he would, in appointing 
further committees, clearly state what their terms of reference 
included, and thus avoid the labour and expense involved in 
the preparing of statements and the bringing of witnesses, 
often from a long distance, before the committee, to state 
that there was no justification for the making of an order. 

Mr. FooT asked whether he was aware that, under the title 
of optical and scientific instruments and optical elements, over 
1.000 different articles were embraced, and that it was stated 
before the committee who were considering the. application 
for the imposing of an additional 334 per cent. duty upon 
these goods, that it was not necessary to consider each article, 
but only one or two, as the recommendation in regard to 
these would apply to all otherg; and whether he would say 
if this proposal had received his sanction. ` 
Mr. BALDWIN replied that the terms of reference to the 


Committee covered optical elements and optical and other 
scientific instruments, and the Committee were directed to 
report whether the conditions laid down in the Act were ful- 
filled with regard to all or any particular varieties of 
articles. The Committee would, no doubt, exercise. their dis- 
cretion as to how far they should require separate evidence in 
regard to any particular variety of insíruments concerned; 
they would also, no doubt, bear in mind their terms of 
reference in deciding whether or not to admit evidence in re- 
gard to any particular class of article. 
quoted were quite inaccurate, as they were not the value of 
the goods but the amount of duty collected. thereon. 


such 


The nuport figures 


Private Bills.--The Ayr Burgh (Electricity) Bill and the 


Torquay Corporation, (Electricity) Bil have been read a first 
time in the House of Commons, and have been referred to 
the Examiners of Petitions for private. bills. 
Electricity Supply Bill has been read a first. time in. the 


House of 


The Grampian 


Lords. | 
Roual Assent.—The Royal Assent has been given. to the 
Yorkshire Electric Power Pill; Ave Burgh 


wav Bill: and the City of London (Various Powers) Bill. 


Wireless Iuicences.—On Mav 30th Mr. Kennedy asked. the 


Postmaster-General whether the temporary permission which 
was granted to the Marconi Co. to conduct a wireless tele- 
graph service between London and Paris had been confirmed 
bv the grant of a permanent 4icence; and whether, having 
regard to the prejudicial effect of the Marconi Co.'s service 
upon the State cable service and to the appreciable loss of 


revenue, he would, in accordance 


with his promise, cause 


the agreement to be laid before Parliament at the earliest 
possible moment. 


Mr. Pike Prase (Assistant Postmaster-General), said that 
no formal licence had vet been issued. The question of the 
conditions under which a permanent licence should be 
granted was still the subject of negotiation. In the event of 
an agreement beinf reached its terms would be laid before 
Parliament in accordance with the promise given. The 
Marconi Co.'s seryice had probably withdrawn a certain 
amount of traffic. from the cable service, but the loss of 
revenue involved was not appreciable. 

Electricity and Water Charges.—On May 30th Captain 
Reginald Terrell asked the Minister of Health whether his 
attention had been called to the continued high charges for 
essential services, as water, gas, and electricity, all over the 
country; and what, if any, steps he proposed to take to 
bring about a general decrease in. such charges. 

SIR А. Monp said that his departinent dealt 
water charges. These charges were generally 
Statute, and he was not aware that they were 
excessive, 


onlv with 
limited by 
generally 


LEGAL. 


CHARLES SEMON & Co., LTD., е. BRADFORD CORPORATION. 


IN the Chancery Division on June 2nd, Mr. Justice Eve de- 
livered judgment in this vase which has been reported in 
the BrecTrRicaL Review. 

, His Lorpsuip said the plaintiffs were merchants engaged 
in the dress goods trade, and owners in fee of a building 
at the junction of Bolton Road and Palme Street, in the 
centre of the Citv of Bradford. On the Balme Street front- 
age facing northwards, the warehouse had 36 windows, six 
on each floor. The building was exceptionally well lighted, 
and above the average of smaller buildings used for like 
businesses in Bradford. The access of light had been prac- 
tically unimpeded inasiuuch as there had never been any ob- 
struction higher than a hoarding around the vacant space 
on which the Corporation contemplated building an elec- 
trical station. to a height of 73 feet from the street level. 
Plaintiffs said this building would, if erected, so diminish 
the access of light to the ground, first and second floors, as 
to detract from the beneficial use and occupation of their 
warehouse. The width of Balme Street was 45 feet, and 
the proposed building would be practically co-terminous wit" 
the warehouse. He only proposed to deal with four of the 
windows on the easterly side of plaintiffs’ building. for as to 
the remainder, he thought the evidence was such that no 
reasonable man could say that the proposed building would 
seriously interfere with the light of them. Having heard 
the evidence, on both sides he had come to the conclusion 
that it was impossible for him to hold that the plaintiffs 
had established the burden that the defendants’ electrical 
station would be an actionable nuisance. The plaintifls 
would, when 16 was completed, have an unusual amount of 
light. Under those circumstances he could only dismiss the 
action. with costs. 


The Water-Heating Load.—.\s it seems probable that the 
continuous or ''100 per cent." load of the future will lie 
in the direction of water heating, it is of interest to note 
the views of a water-heating expert, Mr. J. A. McDonald, 
recently expounded in the Canadian Ilectrical News. Mr. 
McDonald says that owing to the long periods in which hot 
water 1s not required, the question of time is not of import- 
ance; the main consideration is the most suitable loading to 
give the required amounts of hot water at the proper times. 
In Canada the majority of domestic borlers have a capacity 
of from 30 to 40 gallons. In the case of 80-gallon boilers 
it has been found desirable to have an element of 700 W. 
but in special cases 600 W may be satisfactory; where ex- 
cessive amounts of hot water are required 1,000 W should 
be used. The last loading 1s quite suitable for the ordinary 
purposes of a 40-gallon boiler. The writer analysed the 
performance of a 700-W > element in a 30-gallon boiler as fo'- 
lows :—The element was started. up in water at 46 deg. 
F., in the evening, and at 7 a.m. the following morning the 
temperature of the water was 155 deg. Twenty gallons was 
then withdrawn and the temperature fell to 85. deg., rising 
by 1 p.m. to 115 deg., when 13 gallons was drawn off. This 
mused a drop to 77 deg., which rose to 108 deg. by 5 p.m., 
when a further 90 gallons was required. With a 1,000-W 
element the curve was similar, but the fall of temperature 
upon the withdrawal of water was not so great. Heaters 
and boilers of the capacity described аге giving satisfactory 
service, and the careful measurement of domestic require- 
ments shows that the demands made in the tests are rarely, 
if ever, reached. 


* Safety First " in X-ray Work.—A small booklet has 
been issued bv Messrs. Watson & Sons (Electro-Medical), 
Ltd., in which the recommendations of the X-Ray and 
Radium Protection Committee. regarding the securing of 
safety to operators, are set out. A N.P.L. report on a 
“safe” installation is also included. 
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NEW PATENTS APPLIED FOR, 1922. PUBLISHED SPECIFICATIONS. 


(NOT ҮЮТ PUBLISHED.) The numbers in parentheses are those under which the specifications will be 
Compiled expressly бог this journal by Messrs. Szyrow-Jowzs, О’Отл. AND printed and abridged, and all subsequent proceedings will be takea. 
StEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 1920 
cc NN eo 
3 0e Transmissi mo | И Ji mE : 30,605. '' Microphones." J. Gardner. October 29th, 1920. (179,566.) 
an cu PLN PLE cables having a high clectro- 31,576,‘ Electron discharge devices especially for use in wireless communi- 
14,049. *' Elcetric ignition devices for oil fuel in boiler furnaces." E. G. (179 568.) клен peste Bore E 

E. Swangren. May 18th. x Penn . ‚э ; : 

14.050, Оргаппр-реаг for electric switches, с. Н. Fawcett and Metro- Rg M. oe telegraph: E. Potter (Еу. E. -Pernt and. тар 
e poliian-Vickers Electrical Co., Ltd. May 18th. November 18th, 1920. (179,574.) 
14,052. '* Electric. accumulator batteries." Soc. des Accumulateurs Elec- 1921. 

triques Anciens. Etablissements A. Dinin. May 18th. (France, July 6th, 1921.) 6;3. “ Electric switches." R. K. Mason. July 8th, 1919. (156,637) 
14,059. '' Electric. accumulators, &c." Н. Leitner. May 1sth. 638. * Wireless antenna systems." Geo. fur Drahtlose Telegraphie. Octo- 
14.661. ** Sparking plugs." C. W. Coventry, May 18th. ber Lith, 1919, (156,654.) 

14,064. '' Insulators." Brecknell, Munro & Rogers, Ltd.. and A. M. 735. ‘Suction sweepers,” Apex Electrical Manufacturing Co. July 9th, 

Willis. May lh. 12315. (156.734.) 

14,0890. “ Ignition apparatus for internal-combustion engines. B. Hopps £8. ‘* Vacuum cleaning devices.” Apex Electrical Manufacturing Co. 

und А. М. Lodge. May 18th. November 25th, 1916. (156,737.) 

14.083.* * Electric. starting switches.” E. Schattner. May 18th. Км). * Electrical transmission arrangements, especially applicable for motor 
14.088.‘ Electric-control gear." Clarke, Chapman & Co., Ltd., and R. C. vehicles." — J. A. Stevens and Sankey & Sons, Ltd. January th, IRI 

Harris. May lBth. (179 584.) _ 
14.098. Sparking plug tester." C. H. Mitchell, Мау 19th. 1.458. ‘Method and device for testing materials." Signal Ges. Septem- 
14.120. Electric melting furnaces." W. Travis. May 19th. ber 4th, 1919. (157,755.) | 
14.121. “Attachment of picture-projecting apparatus to electric hand lamps, 1.551. ‘Ignition та internal-combustion engines." P. Schmidt. January 

Фс." W. К. Wilson. May 9th. 10th, 1921. (Convention date not granted.) (158,235.) » | 
14.141. © Wer battery for wireless apparatus, medical, &c., use." E. J. bog, V App rasus Тог Hang inc surlace of trainw ay rails and the like." C. 

Prockter. May 19th. Ох!еу. January "2:ih, 1221. 079,587.) 

143.147. "Illuminated indicating devices." E. T. R. Murray and L. E. 3,685. ‘Electric furnace regulators." British Thomson-Houston Co, Lt. 

R. Murray, May 19th. ` (General Electric Co.). January 31st, 1921. (179,595.) Я 
14.142. '* Manufacture of thermionic valves? &c." S. С. Frost, May 19th. Bund. t Telephone repeaters.” Western Electric Co., Ltd. (Western Elx- 
14.159. © Electric primers and vent-sealing tubes.“ F. J. L. Johnson, tric Co. Ine.). February 2nd, 192]. 179,000.) T 

О. D. Lucas, and V. M. L. Experimental, Ltd. May 19th. 2.916. t Swi.ching anrang isses for s condary battery systems. _ A. H. 
14.180. '' Electric relays." F. Allendorff. May 19ih, Cornish, H. S. Saunders, and Petters, Ltd. February 2nd, 1921. (179,01) ~ 
14.193. “Signalling systems.” British Thomson-llouston Co., Ltd. May 4.119. “ Electrical transformers and methods of forming the coils thereof.” 

Huh. (United. States, May 20th, 1921.) O. Y. Imray (Executor of O. Imray, deceased) (Pittsburg Transformer Co.. 
14,196. '' Utilising parts of gramophone, &c., for wireless, &c., telephony February 3rd, 1921. (179,609.) 5 ni 

or telegraphy“ ДА. M. Keays and F. Paton-Moore. May 19th. d 4.181. “ Electric arc welding systems and = apparatus therefor, В 
14,198. "Telephone systems." Automatic Telephone Manufacturing Co., Thomson-Houston Co., Ltd. (General Electric Co). February 4th, 1921. 

Lid, May 19th. (United States, May 25th, 1921.) (179,613.) тта 87 
14,203. Electric horns." H. W. F. Ireland and O. Lucas. May 19th, 433. ''Sparking plugs." G. T. Wilson. February Sth, 1921. (1796173 
14.204. Juinting or connecting devices for electric cables, &с.” G. Ellison. 4,475. '' Locking devices for electric incandescent lamps." C. Dunglinser. 

May lch. | February 8th, 1921. (179,641.) | И: 

14.205. “ Oil-insulared electric switchgear, &c."’ J. Anderson and С. 4.516. * Rotors for electric generators." A. B. Field, 5: Neville, and Ан 

Eilixon. May 19th. | politan-Vickers Electrical Co., Ltd. February 8th, 1921. (179,647 .) | 
14.219. “ Electric outlet and fixture support." Benjamin Electric, Ltd. 4.536. '' Wireless telephone transmitters." Сез. fur Drahtlose Telegrzphic. 

Мау Ith, (United States, May 20th, 1921.) February 9th, 1920. (Patent of addition not granted.) (155,901.) 

14.211. *' Electric outlet. and fixture support." Benjamin Electric, Ltd. 4,588. % Electric cable junction boxes." S. D. White, Г. Taylor and F. Н. 

Мау 191. (United States, June 23rd, 1921.) Morris. February 9th, 1921, (179,650.) | | | 
14,212. “ Electric outlet and fixture support," Benjamin Electric, Ltd. 4.753. “ Electric switch gear." A. Reyrolle & Co., H. W. Clothier and 

Mas 19th. (United States, August 22nd, 1921.) Е. N. Linstow. February Mth, 1921. (179,697) Н 
14.215. "Ашошайс mechanism for actuating signals, switches, crossing- 5.015. “ Reduction of interference in wireless telegraphy and telephony 

gates, Xe. from railway trains." C. S. Smith. May 19th. L. G. Preston, H. Morris-Airey and G. Shearing. February ]2th, Wei. 
14219. * Undertrucks for tramears, &с. G. N. Cadbury, Electro-Mechani- (179.670.) а “ 

cal Brake Co. Ltd. and E. M. Taunton. May 1th. ^ 5,112. '' Electrolytic methods of depositing metals and apparatus therefer. 

O12. Arrangements for multiplying frequency of alternating current.” British Thomson-Houston Co., Ltd. (General Electric Co.). February 145. 

Ges. fur Drahtlose Telegraphie. Мау 19th. (Germany, May 30th, 1921.) | 1921. (179,675.) . : 

14.225. © Transmitting antenna systems. for wireless telegriphy, Xc." Ges. 5,306. ‘ Alternating current relay.” Dr. F. B. Dehn (Takamine Commr- 
für Drahtlose Telegraphie. Мау Mh. (Germany, May 27th, 1921.) cial Corporation), February 5th, 1921. 179.677.) | set өз 
14.226. '' Reception of wireless signals." Ges. für Drahtlose Telegraphic. 5,259. “ Concentric electric cables.” A. M. Taylor. February Jot, duse 

May Vth. (Germany, May 27th, 1921.) (Patent of addition not granted.) (179.679.) ? "nn 
14.234. “ Electric accumulators, &c," H. E. Foard.^Mavw 20th. 5,713. "* Trolley wheels for the poles of electric tramcars and such like 
14.283. “ Apparatus for electrically heating water.” L. A. H. Davis E. Nightingale and E. Nightingale. October 28th, 1921. (179,698.) 

May 20th. "EE ' 6.03. '' Thermal ammeters;" — Weston Electrical Instrument Co. Mared 
14.288. *'' Electric measuring instruments," D. Macadie. Mav 20th. 94th, 1920. (Addition to 109.046.) (160.763.) ri : » 
14.299. “ Variable-current — generators." British Thomson-Houston Co., 6,329. ‘ Tapes for insulating the cores of multicore electric cables." H. R 

Ltd. May 20th. (United States, May 20th, 1921.) Williams. February 25th, 1921. (179.717.) Я ха 
14,300. '* Sound-producing devices." British Thomson-Houston Co., Ltd. . 6.548. “ Electric switches." J. B. Tucker. February 28th, 1921. (179.72. 

and A. P. Young. Мах 20th, i 6,840. '' Electric starters and cut-outs used in connection with clectric gat 
14.321. “ Electric circuit fittings.” G. D. Brooks. May 20th. ing plant empleo. ae ean ate S. Y Garrard anc 
14.328. *' Insulati lectric с du ite 1 : Ее W. Wilson. March 2nd, 1921. (Addition to 111. Tes 

Sous nsulation of electric. conductors. Berrite, Ltd., and F. Fernie. 7.124." Sparking. plugs." B. Scherer. March 4th, 1921. (179,727) 
14,330. '' Telephones, phonographs, &c." A. S. Bewley. May 20th. 7.684. ‘Telephone transmission systems." „Western Electric со pm 
14,352. “ Electric motor." J. Tovopoulos. May nd. ` ` п Electric. Co. Inc). March 10th, 192. (Addition to 18,018 13 
14.334. “ Electri itches.” AE ‘arland. W. Walke Dp 179.736. ——I 

Wa n E ectric switches H. E. Sutherland, W. Walker and W. Preston. ( 7 947. m Electric “fuse boards." J. B. Tucker. March Mth. 1921. qu 
14,355 /6. “ Electric switches.” . E. Sutherl; Е * . 8.049. '' Electrica] starting and energy generating тас ines, particu: 

Sd. -€ d Eee Ongena an Seek estem: May suitable for automobile vehicles." R, Bosch Akt. Ges. November 99th, 123 
14.369. “Starter transmission gears with г i T 172.274.) | Р 

indicator," J. B. Вірпату. DIE trh.-gutamatie switch’ aud) srsstibasrd eras. “ Guide pulleys or sheaves for cable haulage svstems." S. E. 
14,385. “ Switches for electric horns, &c." A. H. Clark. Мау 22nd. Witlianis: Ls xn 1921. PLU Sach k Licht d Kraft Ax 
14.390. *' Electrically controlled illuminated signs, &c." Е. W. Williams. 8.802: 7 Dyaamowlectrie machines." ORE HSenne dec MM RE 

b d: y ated signs, &c F. W. Williams Ges. March 22nd, 1920. (160,734.) Е E E 
14.400. “ Duplex electric motor and control system therefor.” V «9,147. '' Flexible couplings for shafts. MU M E 

Electric Co., Lid. (Western Electric Co. Іпс.). Мау 22nd. men Micki ts PD T TRA мааи пера the like." MH 
14.426. ''Fusible cu 5 Jectrically heated. arti ” 9.249. “ Electrical distritution fuse boards, fuse boxes. an e like." ? 

M nd. e cutouts for electrically heated articles." С. E. Iredell. land Eleetrie Manufacturing Co., Ltd., W. G. Н. Cox, and Б. E. Suther- 
14.428, “ Electric furnaces.” E. P. Barfield and L. W. Wild. May 22nd. land. March 29th, 1921. (179.771. 181 
nag мы or electric heating apparatus convertible into cooking appara- areas. Fusible electric cut-outs, L. Bartmann. March 29th, 

tas.“ A. G. Mill... May 23rd. эе ба, 1 
14.452. “ Telephone circuits." . . d " 2 З 9.984. Railway signalling devices." Ateliers de Constructions Electraque* 

May 23rd. T Be Sane end Ao coke iN de Charleroi (Soc. Anon) January 3rd, 1921. (173.729.) 

14.455. '' Terminal boxes for high voltage cables." Forges et Ateliers de 10,183. *' Insulated electric conductors.” British | Thomson-Houston Co. 

Constructions Electriques de Jeumont. May 23rd. (France, March 28th.) Ltd. (General Electric Co.). April 6th, 1921. (179.779.) - 
14,460. Ө Electric fan.” B. Schmelzer. Мах 23rd. 11,128. et Electric safety fuses.” A. L. Eustice. April 16th, 1931. Mp 
14.942. “ ue me indicating devices," L, E. Taylor. May 28rd. c * Galvanic batteries." G. Oldham and J. Oldham, April 18th. 197. 
14,469. '* Means for testin laments :ectri m А г (179.793. To i 

and J. B. Lovatt. May DI Riamentsveb неар Muros. He Purse 12.923. ‘Construction of electric switches." Е. А, R. Bolton. May 5 
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CONVENTION WEEK. 


Nexr week the annual convention of the Incorporated 
Municipal Electrical Association will be held at Wolver- 
hampton, under the presidency of Mr. S. T. Allen, and 
if the weather controller is well disposed, there is every 
reason to anticipate that it will prove eminently suc- 
cessful. Last year the prospects of the convention were 
ruined by the coal miners’ strike, but this year a serious 
dispute has been br ought to an end, and we are looking 
forward to a resumption of activity in the engineering 
industries, which will restore the missing load to 
the electricity supply industry, accelerate the reduc- 
tion of prices ‘charged for electrical energy, and facilitate 
the '' Extension it the Uses of Electricity for Domestic 
Purposes," which is the title of a paper to be read 
by Lieut.-Col. W. A. Vignoles, D.S.O. 

All the papers this vear are by well-known engineers 
on technical subjects; nowadays the councillor members 
prefer to listen, and though occasionally excellent 
papers have been forthcoming from their ranks, with 
all due respect we think thev are well advised. 

We do not know the subject of Mr. S. T. Allen's 
address, but we know the author, and we are certain 
that whatever his text, his remarks will be worthy of 
the occasion. — Lieut.-Col. Vignoles's subject affords 
unlimited scope, and is of the first importance to-day ; 
if the Electricity Supply Bill is passed with the clause 
reforming the method of charging for electricity, it will 
greatly stimulate the development of the domestic load. 
Mr. E. Calvert. will deal with administration, and Mr. 
R. A. Chattock with sub-station equipment, both of 
which subjects are calculated to evoke profitable dis- 
cussions. The social side of the Convention has been 
equally well provided for ; in such a district engineering 
and other works abound, and visits have been arranged 
at Stoke-on-Trent, Birmingham, and of course Wol- 
verhampton, which will be well worth while. 

Two items which usually appear on the programme 
this vear are absent—the private meetings of the com- 
mittee members and the engineer members respectively. 
We trust that this is a reliable symptom of the good 
understanding that obtains between the parties, and that 
the harmony of their relations will be maintained. 
The engineers and managers before the war, like their 
subordinates, were as a rule grossly underpaid, and any 
attempt to restore pre-war conditions would be both 
unwise and unjust. 

We hope that, at some stage in the proceedings, an 
opportunity will be found to discuss the holding of а 
National Electrical Convention, which was advocated by 
Major Richardson last year, and is supported by the 
Council of the Institution of Electrical Engineers. 
There is no need to wait until the Exhibition of 1924; 
and there is no time to spare, if the scheme is to be 
inaugurated next year, when, we hope, industrial con- 
ditions will be on a sounder basis and a new era of 
prosperity for everyone in these islands will have 
opened. 

On Thursday and Friday next the Tramways and 
Light Railways Association will hold its annual congress, 
at Bournemouth, under the presidency of Sir Arthur 
Stanley, G.B.E., M.V.O. Until Wednesday, the Insti- 
tution of Mechanical Engineers will still be on tour 
in France and Belgium; and from Wednesday to 
Saturday the Institution of Municipal and County 
Engineers will be in conference at Cardiff. Evidently 
the latter end of June is the popular convention week, 
and the fact may carry some weight in fixing the date 
for the National Electrical Convention. 
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Tue lock-out in the engineering 
trades 1з at an end: The result of the 
ballot of the A.E.U. membership was 
announced on Tuesday; 75,478 votes 
being given for acceptance of the em- 
ployers' terms and 39,123 against, the majority for 
acceptance was 36,055. The total vote was rather less 
than one third of the total membership of the Union. It 
was stated that arrangements had been made for A.E.U. 


The Engineer. 
ing Lock-out 
Ended. 


members to return to work as quickly as they 
could be set on. The Union has suffered a loss 
of one and a quarter millions on the year’s 


working on the general fund for 1921, and a deficiency of 
over £200,000 on its contingency fund, while the loss in 
wages has been put down at £4,875,000 in the case of 
A.E.U. members, and at nearly nine millions including 
the members of other unions. If the leaders’ advice 
had been accepted some months ago this need not have 
been. Such is the costliness of the Extremist to 
Labour and such the cost of an unrepresentative ballot. 
We trust, however, that instead of returning to work 
with the iron in their souls, as one Union repre- 
sentative recently predicted, the employés will follow the 
advice of Mr. Brownlie, their president, and settle down 
to productive etfort with the determination that the 
engineering trade, by which they and their employers 
live, and which is so essential to the well-being of the 
British nation, shall recover the ground that has been 
lost. Doubtless the news of the end of the dispute 
and the resumption of operations жаз speedily 
flashed round the world, announcing to our customers 
overseas that British engineering works are now hard 
at work delivering the goods, and that they have no 
longer any need to withhold their orders because of 
uncertainty regarding the situation. Wages and some 
other questions have still to be the subject of negotia- 
tions, and we may trust that these will be settled without 
much friction. There is a growing demand for an 
industrial truce, and the crying need for it is felt by 
the engineering industry. 

Among the many lessons that should be learned from 
this deplorable dispute there is one that seems to us to 
stand out beyond all others. The Times Trade Supple- 
ment ends its leading article thus :—‘‘ If the engineer- 
ing industry is to be restored to prosperity, some means 
must be found of avoiding these recurrent sectional dis- 
putes, which affect not only the men directly concerned, 
but thousands of others in subsidiary trades." Quoting 
the words with which the Westminster Gazette closed its 
editorial on ‘‘ The End of a Sorry Dispute," we may 
say that ‘‘ The real lesson of the dispute is the need for 
the creation of better organisation on both sides, with 
a network of joint conciliation committees, to which 


workshop difficulties can be referred, whose decisions | 


will be respected by both sides. That until it is created 
there will never for long be peace in the engineering 
industry is a very safe prediction."' 


If these Press opinions be sound, as we believe 


they are, cannot we make some definite move in 
the direction of setting up such conciliatory 
machinery? If the men return to work with the 


un-British humiliation of being beaten, it must be 
remembered that the extremist views have been as 
powerful a weapon for their defeat as have the em- 
plovers. Extremists are dangerous and costly in any 
industrial dispute on whichever side they use their 
influence. Moderation, harmony, good sense, and good- 
will, which make for stability and all-round prosperity, 
they appear not to include among the more excellent 
qualities. If majorities are to rule, they must prevent 
the extremists from working mischief. Joint commit- 
tees should be so organised that questions in dispute 
can be settled at an early stage by representative men 
from both sides. Strong and wise leadership of a truly 
representative character should be able to counteract 
the influence of those who are not averse to sacrificing 
their co-workers’ interests if by so doing they can 
increase their own importance. Less selfishness all 
round is what we need. We have to recognise that all 


have rights and all have responsibilities; all classes 
are interdependent—all can succeed if each contributes 
its fair share. 


À QUESTION which nowadays exercises 
The Compulsory the minds of some undertakers who 
Laying of Mains. are rather hard up for capital is how 
far they are obliged to lay new mains 
on demand. These obligations were laid down in the 
Electric Lighting Clauses Act, 1899, which provides that 
six or more owners or occupiers of premises may re- 
quire the undertaking to lay mains to supply them. A 
certain amount of obligation is laid upon the undertaker 
to comply with this, but the latter can insist on these 
persons giving & guarantee to take supply for three 
years at least, and on payment of an amount per annum 
not exceeding 20 per cent. on the cost of providing the 
mains. Moreover, if the undertakers consider that the 
request of the prospective consumers is unreasonable or 
that the provisions of the Act ought to be varied in their 
particular circumstances, thev can appeal to the Electri- 
city Commissioners, who exercise the powers formerly 
entrusted to the Board of Trade, and it is in their hands 
to say that the request need not be complied with, or thev 
can authorise the undertakers to insist on a contract for 
a period greater than three vears and on an amount 
greater than the 20 per cent. referred to above.  Alto- 
gether, therefore, if an undertaking is short of capital 
and it would really be a hardship for it to comply with 
& requisition to lay further mains. it has really no 
grounds for being alarmed since such à number of safe- 
guards are provided. 


DuniNG recent years, with one or two 
notable exceptions, gas engineers have 
shown a marked disposition to main- 
tain harmonious relations with thew 
electrical confréres, who are only too pleased to meet 
them half way; undoubtedly there is room for both 
parties, and while, in some respects, they are directly in 
conipetition with one another, there is no need for com- 
petition to become unfair or acrimonious. So long as 
both sides “© play the game ” they can .jointly serve the 
public to the common benefit. 

We regret, therefore, that Mr. Octavius Thomas, the 
newly elected president of the Wales and Monmouthshire 
District Institution of Gas Engineers and Managers, at 
a general meeting at Cardiff on June 8th, thought fit to 
make a savage onslaught on the electrical industry. He 
had a grievance against the Government in connection 
with the shipyards at Chepstow, where electrical plant 
liad been installed in preference to gas, and after laud- 
ing gas for lighting, cooking, heating, and power in the 
most extravagant terms, he said (as reported in the 
Western Mail) that ‘‘ electric lighting was destructive to 
the evesight, nerves, and hair, and if persisted in, would 
convert us into a nation of Chinese, besides exhausting 
our coal supplies within a very short period. It was 
also, on the average, three times more costly than gas. 
light for light and conditions being equal. As for heat- 
ing, it was only convected heat, therefore unstable, and 
the price paid for electric heat gave the consumer an 
electric shock at the first glance at the bill, notwith- 
standing that it was sold at a price below the cost of 
production. For power, certain claims were made on 
its behalf as to its convenience, which were magnified 
fourfold. Although sold at about one-third of the cost 
of production, it was more than double the cost of town's 
gas, even when gas was charged at а price approaching 
the lighting rate.”’ 

Apparently Mr. Thomas himself has ‘‘ lost his hair." 
although we cannot suppose that he uses the electric 
light, which has got so badly on his nerves. The dis- 
coveries which he has made about the relative merits of 
gas and electricity will not carry conviction to the minds 
even of gas engineers; but it is a pity that he should 
tear a passion to tatters in this way whilst the occupant 
of a position of dignity and responsibility. 


Gas v. 
Electricity. 


Vol. 90. No, 2,325, June 16, 1922.) THE ELECTRICAL REVIEW. 881 


. | 
BALANCING THE RYMER-JONES MARINE GALVANOMETER COIL. 


D By J. RYMER-JONES. 


Is the ELEcTRICAL Review of December 6th, 1918, par- the core in the centre of the coil's aluminium frame, 
ticulars, with illustrations, have already been given of and the latter for taking up, or increasing, the slack 
the Rymer-Jones marine gvalvanometer slide, including of the wire suspension. 

the improved and patented methods of suspending and The balancing process is very quickly effected by the 
balancing the coil, which is doubly wound, so that the two serew-thr eaded wires , placed at right angles to each 
twin windings can be connected up either for use in other, and shown also in the illustration as passing 
series, or else as a differential galvanometer. In that through the central line of the pivot above the top end 
description reference 1s also made to several other im- of. the coil. The secret of success in easily effecting by 
provements, viz. : —Einiploving rubbing and self-clean- their means a perfect balance depends on the fact that 


ing contacts in the place of pressing 
contacts; adjustments to place. the 
soft-iron core in the exact centre of 
the aluminium frame on which the 
coil is wound ; means of connecting- 
up to avoid static attraction when 
using the coil windings in series, or, 
alternatively, for differential pur- 
poses, as well as levelling adjust- 
ments required when the coil is sus- 
pended much more sensitively for 
use on shore. | 

The object of the writer of this 
‘article is to deal more explicitly 
with the details of the step-by-step 
process of suspending the coil, as 
shown in the diagram, and also to 
reduce the principle on which pm 
fecting a balance is based to such ғ 
simple rule* that what has hitherto 
been a difficult problem, reluctantly 
undertaken even by an expert, be- 
comes so simplified that it сап be 
effected with comparative ease. 

Suspending is effected without em- 
ploying solder in order “to preserve 
the natural tensile streneth of the 
phosphor-bronze wire; and the coil 
is symmetrically suspended by reev- 
ing the wire through, say, three 
holes drilled in the coil pivots, and 
then simply keying the extreme end 
with an exceedingly small and 
pointed peg—whose tip has heen a 


iret rig ade re | iC EN 


^7 
; 27 


end tightly. The diameter of the 
hole near the pivqt end is not much А 
) pt 


larger than the wire itself is broad, ; 
Fig. 1 shows a slide of which part p! p? p? p* is held in a partition of the repair box (not 


consequently whenever a wire shown), ready to have its coil suspended. The guards g g can be turned out of the way 
breaks. tlre new piece used for re- during the operation. Suspending is commenced with pivots a! c! adjusted as shown, and 
А EORR . 9 with the iron соге held by screws ]! 1? 1% 14 in its midway position, — . 
suspending occupies practically the The coil frame is placed on the two hard metal pins s s temporarily inserted, while 
sanie »osition, 30 th: it the former suspending, into holes drilled through the soft iron core; a wooden wedge at each end keeps 
1 the coil at the desired distance from the iron core, and a second and separate wooden wedge 
balance of the coil is not ver У greatly is inserted at each end, to hold one end of a piece of phosphor-bronze wire between the iron 
di t 1 і | t] : f be core and the coil frame. The end being thus securely held, the operator has both hands at 
Isturbed, ane can егегоге be liberty for the rest of the suspending process. When the wire has been reeved through the 
easily perfected holes in both spindles, it has to be permanently secured at both ends by wooden pegs inserted - 
—à aie . in holes I and 6, pressed in tightly, and then апу unnecessarily long ends are cut off with 
The edges of the drilled holes are the wire nippers provided, with other convenient tools, in the repair box. 
bevelled and smoothed, so that the RYMER-JONES MARINE GALVANOMETER SLIDE. 
Wire, may safely be drawn ‘taut; Coil doubly wound for either series or differential connections. 
and as it lies perfectly flat on the / . 
pivot ends the danger of frequent breaks— associated both these balancing wires pass exactly through the 
with soldered ends—does not exist. Moreover, as a centre line of suspension, so that the alteration of the 
phosphor bronze wire retains its elasticity and flexibility | one (4°), whose function is to equalise the balance be- 
at this point, it is less likely than a soldered end to take tween, say, the back and front of the coil, does not affect 
а set when the coil 15 violently deflected, and so disturb the degree of balance already existing between the two 
the instrument's zero. sides; and, conversely, the same is equally true with 
The balancing advantages of the special TON UN regard to an alteration made in the wire (5), intended 
and lateral adjustments of the coils soft- iron core, and to equilibrate any difference between the two sides of 
also the increased length of adjustment at the foot of the coil, not affecting any difference in the degree of 
the slide, will be fully appreciated by cable-ship elec- balance already existing between the back and front. 
tricians, the former as a convenient means for keeping The resulting important advantage of these two wires 


* For the convenience of perfecting the balance frequently, 
the galvanometer can always stand in the cradle on the testing 
table, with the keys, &c., &e., around it. 


(b° and 5!) being quite independent of each other in 
their influence on the coil’s balance, is that any 
inequality between the back and front, and also between 
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the two sides, may be separately tested for, and a 
correction for the one made immediately after the other 
with only one withdrawal of the slide from the galvano- 
meter.¢ This very greatly simplifies balancing and 
saves much time, 


PRINCIPLE ON WHICH A GOOD BALANCE IS SPEEDILY 
EFFECTED. 


lf, starting from a perfect. balance. the wire 0°, in- 
tended to equilibrate the back and front, causes a dis- 
placement of the spot of. хау, ten divisions from zero 
when turned through one complete cycle*, this becomes 
a constant (0) for the particular slide coil used, and 
an accurate guide as to how much the same balancing 
wire should be turned to correct for an error (€) at 
some other time. #.g.:—Ilf the displacement error (€) 
be five divisions from the instrument's zero, obviously 
half a turn in the appropriate direction will correct a 
balance in this respect. 

A second constant (c) may in the same way be ob- 
tained for the other wire intended to bring about a 
Dalance for e' between the two sides. It will, of course, 
be necessary to turn the cradle always through the same 
angle, sav 20 degrees, when observing the want of 
emp RR кш ыы a 

* To turn the adjusting wire round, hold the fattened end 


in the eut in the head of the screw device. provided. in the 
repair box. 


balance in scale divisions. (See Pat. Spec. No. 117,038, 
January (th, 1918, for details of the balancing cradle; 
and ErEcTuicanL Review, May 2nd, 1919, p. 492.) 

The process becomes even more simplified if reference 
is always made as to which is, say, the heavier. Thus, 
“back five, right ten,” is easily remembered, and means 
that the back is heavier by a difference represented by 
tive scale divisions; and also that the right side is 
heavier than the left by a weight represented by a 
deflection of ten divisions from the-instrument’s zero. 

These two constants (c' and c^), recorded in the 
galvanometer-case, will show through what fraction of 
а turn, or how many turns, the particular balancing 
wire should in each case be turned round to re-establish 
a perfect balance in both respects. | 


Когк FOR BALANCING. 


Front too heavy by е divisions, turn front (fattened) 
end of ù’ in direction of hands of мае ес? turns. 

Bach too heavy by е? divisions, turn front (flattened) 
end of 4° in opposite direction to hands of wateh 
e'[c* turns. | | 

Right end too heavy by е divisions, turn right 
(flattened) end of 6° in direction of hands of water 
e [е turns. 

Left end too heary by € divisions, turn right 
(fattened) end of ^' in opposite direction to lands of 
wateh e'/e' turns. 


WIRELESS BROADCASTING. 


By E. W. MARCHANT, 


Tuk discussion which has taken place recently in the lay 
Press regarding '' Broadcasting ° has not unnaturally 
led to some consideration of its possible future. Ја 
America there are hundreds of thousands of persons who 
have wireless receiving apparatus with which they are 
able to hear messages that are sent out from the broad- 
casting stations that have been established in different 
parts of the country, and one hears of radio parties 
being given at which a radio concert sent out from the 
broadcasting station is the attraction. It seems not 
unlikely that a similar enthusiasin will spread through 
this country as the possibilities of broadeasting by 
wireless become more fully known. : 

The fascination of wireless is remarkable, and I do 
not think there are many amateurs wlio lave ever taken 
up wireless as a hobby who have entirely given it up. 
The *' mystery ” of sitting in one's room and hearing a 
message that has been sent from а place which may be 
hundreds of miles away 1s one that wears off to some 
extent, but never seems to disappear entirely. Al- 
though the ‘‘ boom "' in wireless may not remain at its 
present strength in the newspapers, it seems not un- 
likely that, as greater knowledge of the possibilities of 
wireless and vreater skill in the manipulation of the 
apparatus are gained, the use of wireless will tend to 
crow rapidly. Whether wireless becomes popular with 
the non-technical user depends, to a very large extent, 
on the хау in which broadcasting is controlled. When 
the novelty of wireless itself has worn off, the use of the 
broadcasting system will depend to a very large extent 
on the character of the programme of the information 
or concert that is transmitted. As in the case of a 
gramophone, the greater use and extended appreciation 
oi its possibilities should lead to an improvement in the 
character of the ** records." At the same time, it should 
he emphasised that, under favourable conditions, there 
i; a much more faithful reproduction of music or of the 
human voice on the wireless telephone than can be ob- 
tained from a mechanical record. 

It is well, however. to lav stress on the limitations of 
the system. The greatest trouble in wireless reception 
ia caused bv “© atmospherics,’’ and, no doubt, in the 


D.Sc. 


sunmuner time there will be a good deal of interference 
from them. Fortunately ''strays"" аге much le 
serious on the shorter wave lengths than they are on tlie 
longer ones, and although there may be some difficulties. 
it does not seein likely that they will be so great as 
seriously to prejudice the use of the broadcasting вуз 
ten. Further, it is obviously inadvisable to hare 
broadcasting stations (working on the small range oi 
wave lengths allowed) too near together, otherwise tle 
interference between stations is likely to become serious; 
as it is, those people who live nearly midway between 
two broadcasting stations are likely to be jammed if 
the two stations are working simultaneously, unless 
there is a considerable difference in their wave lengths. 

There is another obvious limitation to broadcasting: 
that is, that it is controlled entirely by the transmitting 


station. There is no possibility of criticism by the 
audience. It has been suggested that the use of broad- 


casting in wireless will have a prejudicial influence оп 
the newspapers. It was pointed out the other day that 
a newspaper reader could pick out the information that 
he wanted, whereas the person who ‘‘ listens in " from 
a broadcasting station has to wait until the particular 
item of news that he wishes to hear comes through. 
The effect of these stations on the newspapers, therefore. 
is not likely to be very great. With the power that it i 
suggested should be used by broadcasting station 
(about 14 kilowatts), it should be easy to pick up me- 
sages with comparatively simple receivers 40 or 5! 
miles away from the station. Many amateurs, no doubt. 
will claim that this distance is less than that over whic! 
thev are able to send messages with much smaller powers. 
Claims have been made by. amateurs in Manchester that 
thev are able to communicate with other amateurs near 
London with a transmitting power of only one watt. 
and that thev are able to maintain continuous commu- 
nication. With such powers, however. it must be 
obvious to any person who is acquainted with the 
operation of wireless apparatus, that very critical and 
sensitive adjustments must be made in the receiver, and 
for ordinary practical work the power that is required 
will be very much greater. Although it will, no doubt. 
he possible to pick up the 14-kilowatt stations at much 
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greater distances than 40 or 50 miles, I think it may be 
assumed that this will be about the practical range for 
most receiving sets. At sea, of very much 
greater distances than this have been covered. There 
are records, even in pre-war days, of signals from a 
14-kW ship set being heard many hundred miles away. 
In 1915 Mr. Vyvvan, at the Institution of Electrical 
Engineers, stated that in a certain area outside Mel- 
bourne communication at night was very frequent with 
the Cocos Islands, 2,500 miles away, where a 14-kilowatt 
set was installed (these signals were received on a crystal 
or other ''non-valve " detector); but this, of course, 
is very far from being a normal range of reception 
for these detectors. There have not been many records 
published recently of what has been possible with sinall 
powers using valves, but the sending of messages across 
the Atlantic by amateurs in America, last February, 
which were received in this country on four or five 
evenings during the fortnight that the trials lasted, is 
evidence that the 13-kilowatt set, under suitable condi- 
tions, may be able to transmit several hundred ае. 
Freak transmission, however, is a very different thing 
from the regular transmission which must be looked for 
in a broadcasting station, and a receiver in the hands 
of an unskilled person 1s very much less sensitive than 
one in the hands of a skilled operator or amateur 
wireless enthusiast. А range of about 100 miles for a 
1}-kilowatt set for most receivers will not be very far 
from the truth. In a notice published last week by one 
of the manufacturing companies it was. stated that its 


course, 


cheapest receiver would pick up messages at а range 
of about 25 or 30 miles. With a valve set using, pre- 
sumablv, two or three valves, the range would Бе 
extended to 50 or 70 miles, while with the largest set, 


; " 
whieh would presumably contain four or five valves, 
the range would be about 150 miles. "These are con- 
servative figures, but will represent, approximately, 
what an amateur ought to be able to do in ‘ listening 
in’ to broadcasting stations. No doubt as the operator 
becomes ‘more efficient and skilful in the use of his 
apparatus he will get longer and longer ranges. He 
will try to hear signals from other broadcasting sta- 
tions than those which are close to him, and as time 
goes bn we shall, no doubt, have a very interesting 
record of freaks, such as those mentioned above. 

It has been asked to what extent the broadcasting 
firms are likelv to benefit from the business of broad- 
casting. The only advantage which they are likely 
to gain 1s the fact that a great demand is likely to 
spring up for wireless receiving sets. It is difficult to 
sec how any form of levy can be made on receiving 
stations for the reception of the news which is sent out. 
It is impossible for the broadcasting firms to know who 
is receiving the messages they transmit, and the only 
advantage they have is the advertisement gained. The 
obvious way of maintaining the transmitting stations 
is either to use the money paid for the receiving licences 
to subsidise the firms which make themselves responsible 
for the stations, or else for the State to undertake the 
broadcasting itself. .Of these two solutions the one 
that is likely to find most favour is the first. Those 
who are responsible for the public control of the broad- 
casting system are looking to the possibility of a very 
widely extended use of wireless receivers. and for that 
reason are laying down very stringent conditions as to 
the methods of reception that are 
There seems every likelihood that 


mav be fulfilled. 


being employed. 
these anticipations 


* 


THE 


SUMMER CONVENTION 


INSTITUTION OF ELECTRICAL ENGINEERS. 


IN SCOTLAND. 


(Concluded from page 797.) 


On Wednesday afternoon the members were the 
guests of Babeock & Wilcox, Ltd., Ren- 
frew. They joined the turbine steamer Queen Aler- 
andra at Broomielaw, and proceeded to Renfrew, where 


Messrs. 


and an evening sail down”the Firth of Clyde. "The 
weather was ideal for such an occasion, and the visitors 
had the opportunity of seeing the beauties of the Clyde 
estuarv—including the Kyles of Bute—in their most 


Fra. 7.—Tar I.E.E, 


by special train they were conveved to the works of 
Messrs. Babcock & Wilcox, and in parties were con- 
ducted through the various depar!ments, finding much 
that interested them in the modern plant and manufac- 
tures. Rejoining the steamer, the «»mpany enjoyed tea 


AT KINLOCHLEVEN. 


attractive aspect. Dinner was served during the return 
journey, and before Gourock was reached the thanks of 
the company to their hosts for the delightful experience 
were expressed by Mr. J. S. Highfield, the president, 
and acknowledged by Sir James Kemnal, managing 
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director of Messrs. Babcock & Wilcox. Apart froin these 
brief remarks there were no «peechies, the entire proceed- 
ings being of the most informal character. The party 
returned to Glasgow by special train from Gourock. 
On Thursday, June Ist, the West Highland excursion 


Tia. 8.—R.M.S. ‘ FUSILIER.” 


commenced, members and their friends leaving Glasgow 
by special train; this proved to be a unique experience 
to many. The West Highland line of the North British 
Railway passes through some of the most magnificent 
scenery in Scotland, and undoubtedly the line has been 


| Ben Lui, 3,708 ft. | 
Mr..and- Mrs. Highħekt. - - . = . Sir T. Callender, - 


British Aluminium €o.'s Staff. 


Fia. 9.—TuHF L E.E. 


splendidly engineered— Scotland in her most rebellious 
mood has been conquered. The scenery may be divided 


roughly into three sections—from Helensburgh to 
Ат т, on “the bonnie banks o? Loch Lomond.” the 


railway lime hues in succession the shores of three fine 
lochs— Gare Loch, Loch. Long. and Loch Lomond—all of 


which lie in the shadow of the great hills; Loch Long is 
used by the Admiralty for torpedo testing purposes, and 
the torpedo station on the far shore and the line of plat- 
forins in the centre of the loch were noted with. interest. 
From Ardlui to Garton the railway threads its course 
along a maze of stupendous crags; from Gorton to 
Rannoch it traverses the great moor of that. name, the 
loneliest stretch of country in the kingdom, yet beauti- 
ful, where the difficulty of securing a solid foundation 
for the track was overcome by laving down brushwood. 

Beyond Rannoch the Black Water on the left is the 
feeder for the reservoir of the Kinlochleven aluminium 
works, and the region to the left forms the principal 
catchment area for the hydro-electric: schemes. At 
Corrour, the next station, the railway line attains its 
highest point, 1,350 ft., and Loch Ossian, further on to 
the right, is the highest of Scotland’s lochs, 1,269 ft. 
above sea level. A little further north Loch Treig came 
into view, the marvellous reflection in which was a sieht 
not to be forgotten. 

A hyeak in the journey was made at Tulloch, where. 
after a picnic luncheon, the party was able to inspect 
the source of supply of the new Lochaber water-power 
scheme 'of the British Aluminium Co., Ltd., which was 
sanctioned by Act of Parliament in 1921 (кее p. 796), 


Mr. P. ү: pour П and Mrs. Atkinson. 
- e President-and- Pirst- Preside nie. 
Pipe- Majors Mackenzie, sen. and jun. 


IN SCOTLAND. 


The catchment area, 303 sq. miles in extent, lies to the 
immediate north of that of the Kinlochleven scheme. The 
average yearly rainfall is 73 in., and with a difference 
hetween the level of Loch Treig and the turbine nozzles of 
112 ft.. the continuous power capable of being develo ed 
in a vear of average rainfall is 72,000 e.h.p., the marti- 
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инип being 100,000 e.h.p.. There will be a tunnel between 
Lochs Laggan and Treig 3.83 miles long and 17 ft. in 
diameter, and another between Loch Treig and Fort 
William 15 miles long and 16 ft. in diameter. 

In the early afternoon the party entrained again for 
Fort Wiliam, at the base of Ben Nevis, 4,406 ft., where 
the night was spent. 

On the final day of the meeting, Friday, June 2nd, 
the members embarked on the ROMS. Fusilier and com- 
menced a picturesque sail down Loch Linnhe and into 
Loch Leven, in the upper stretch of which the rocek-hewn 
road from Invercoe to Kinlochleven came under notice. 
This road—a marvel of its kind—was constructed. by 
German prisoners of war, and a monument, almost 
wholly made of tin cans and other refuse, ereeted at 
Duror by the Germans on the job to their fellows who 
died there, remains a striking example of German 
patience and ingenuity. The features of the way on 
to Kinlochleven are the narrowness of the loch and the 
ruggedness and precipitousness of the mountains, which 
are not really so high as tourists. would imagine. 
Kinlochleven, where the works of the British Aluminium 
('о.. Ltd., are situated, is a little town of about 1,500 
inhabitants, most of whom are more or less dependent 
on the happy enterprise by which the company, taking 
advantage of Scottish water-power, has brought a large 
measure of prosperity to this remote Highland district. 
It ix interesting to note that the maximum: possible out- 
put of aluminium was maintained. by the company 
without interruption throughout the war period. Dur- 
ing the past 12 months the universal depression in the 
metal and most other industries has necessitated the 
temporary closing down of a considerable amount of the 
plant, but recently some of the plant was restarted, and 
the works are now operating at nearly full load. 

The power-house. with its column of parallel pipes on 
the slope of the hillside, is the dominating feature of 
the landscape. It contains eleven largo and two small 
generating sets; each set consists of a Pelton wheel and 
two d.c. generators on one shaft. The main turbines 
have a guaranteed efficiency of 80 per cent., each 
developing 2,900 b.h.p. at a head of 900 ft. and at 
from 300 to 400 r.p.m. They have two water jets, und 
on the majority of the machines the governors are of 


the hydraulic type and operate gun-metal spearhead 
valves: two of the sets have oil-controlled governing 


gear. While the latter is more sensitive it is also more 
complicated, and the more robust water governors are 
favoured for furnace work, for whieh very fine voltage 
regulation is not essential. The main generators are 
shunt-wound and have inter-poles and slot-wound drum 
armatures; the two generators comprising a set are 
connected in parallel, and the maximum output of each 
pair is 2,200 kW at 275 volts. Electrical regulation is 
provided to prevent flashing over, which might occur 
owing to differences in the currents flowing in the two 
armatures on one shaft. The field circuits are separate 
up to their rheostats, but have a common return in 
which is placed the cut-out; the latter is operated by 
two solenoids that break the field circuit when the ter- 
minal pressure rises to 350 volts, and the current 
solenoid is connected across the two leads of the same 
polarity on one pair of dynamos. It is adjusted in 
relation to the voltage solenoid so that an out-of-balance 
current short-circuits the field through a discharge 
resistance. The two small turbines are of approximately 
half the capacity of the main furnace sets; two genera- 
tors of the compound-wound traction type are employed 
to feed the electric locomotives and the cranes on the 
wharves. ` 

The extraction of aluminium provides an ideal load 
for a hydro-electric scheme, and the load at Kinloch- 
leven is approximately 20,000 kW continuously night 
and day. the capacity of the plant installed being 35,000 
chp. The average annual rainfall is 77.22 in. and the 
actual head at the turbines is 935 ft. Тһе catchment 
area is 62.3 sq. miles, and the area of the Blackwater 
reservoir is 4 sq. miles. The dam is 3,112 ft. in length 
aud its height is 86 ft. The length of the main conduit 


t 


is 34 miles, and that of the pipe line l4 miles; the latter 
is composed of six 39-in. diameter pipes. The whole 
scheme is an example of how the resources of the Scottish 
Highlands can be utilised and much power that is at 
present running to waste be conserved. - 

The party was entertained to luncheon by the corm- 
pany, and later in the afternoon re-embarked on the 
steamer, which retraced its way down Loch Leven to 
Loch Linnhe, where the waters widen and the rambling 
mountains are a little less impressive than the ranges 
of jagged peaks further north, and so to Oban, where 
the tinal night of the tour was spent. On Saturday 
morning, June 3rd, the return journey south was com- 
menced ria the Oban and Callander line of the Cale- 
donian Railway Co. By going one way and returning 
the other, a complete impression of the varied. beauties 
of Highland scenery was made possible. The line to 
Loch Awe is cut out of the skirt of Ben Cruachan, and 
the svstem in use for the prevention of accidents owing 
to falling roek and boulders damaging the railway could 
be seen at this point. А series of protective wires is 
placed a few vards up the hillside from the railwav, 
and when falling rock crushes them, the connecting 
signals are placed at danger, so that trains cannot. pre- 
ceed until the security of the line is assured. The device 
is used alone all sections of the Oban line liable to be 
damaged in that manner. 

Further on the magnificent view widens, and the 
Braes œ Balquhidder, Jovely Loch Lubnaig. Callander 
(the Gateway to the Trossachs), Dunblane. the Banks of 
Allan Water, are passed in rapid succession. — '* East. 
west," says the Scots proverb, “ Hame’s best," and 
while appreciating that dictum, all who took part in 
the meeting felt that Scottish hospitality had made them 
at home in the Highlands. 

It only remains. in conclusion, to express apprecia- 
tion of the organisation of the tour; only those who 
assisted in that work can know the amount of labour 


that was involved. Mr. E. T. Goslin, chairman. of 
the Scottish Centre, and particularly Mr. Joseph 


Tavlor, the local hon. secretary and treasurer, are to 
be congratulated upon the success of the meeting. 


THE RATING OF MACHINERY. 
By JOS. J. H. STANSFIELD. 


To those who are not conversant with Parhamentary 
procedure, and perhaps to some who are, 16 15 difficult 
to understand why a Bil which has been introduced 
into Parliament seventeen times, passed its second 
reading nine times, and had the Ministers in charge of 
the department mainly affected by it in favour of it, 
should not have passed into law. | 

Such is the Parliamentary history of the Rating of 
Machinery Bill until.this Session, when it has gone one 
stage further by having successfully passed the Standing 
Committee to which it had been committed. ; 

The Bill is a two-clause measure. The first clause 
provides that when estimating rateable value for the 
purpose of local rates, in any hereditaments which may 
be used for trade, business, or manufacturing purposes, 
machinery shall not be included unless it is fixed or 
attached to the hereditaments. Clause 2 states what is 
ineant by being fixed, or attached, machines, tools, or 
appliances being excluded if they are so fixed that they 
can be removed without necessitating the removal of any 
part of the hereditaments. 

All machinery, machines, or plant used for producing 
or transmitting first motive power, or for heating or 
lighting. are specifically included, and if the Bill be- 
comes law the manufaeturer in England and Wales will 
in this respect then be treated as his brother manufac- 
turers in Seotland and Ireland have been treated. since 
1902 and 1852 respectively. 

Ireland had this advantage mainly from the Valua- 
tion of Ireland Act, 1852, whilst Scotland obtained the 
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benefit from an Act which was the direct outcome of a 
Royal Conunission, appointed in 1896, and which, 
when reporting in 1901, recommended what will be 
carried out in 1922 if the Bill now before Parliament 
becomes an Act. 

Following upon the Report, Scotland, with its usual 
keenness for business, inunediately took steps to carry 
the recommendation into effect, which it was successful 
in doing the following year, and now England and 
Wales are suffering under a disadvantage not only coni- 
pared with Scotland and Ireland, but also with every 
other country. 

This is not the sole difficulty, for a comparison be- 
tween one rating area and another shows that there is 
a great disparity in the extent to which machinery 1s 
taken into account for local rating purposes. 

There is to-day greater activity on the part of Assess- 
ment Committees in the rating of machinery, and where 
there has been no rating in the past it is now proposed 
to make an assessment. in which case the manufacturer 
in such a locality will be to that extent handicapped in 
the race for business. 

The makers of electrical plant and the suppliers of 
electricity are both concerned in the Bill. Where a 
manufacturer has decided to equip his mill or works with 
motors and to take a supply of energy from an outside 
source, but at the same time retain his steam plant for 
part use or stand-by purposes. he has had his assessment 
increased, and thereby increased his working expenses. 

In the debate in the House of Commons on April 2&th 
lust, several examples were given of what the rating of 
machinery means to the manufacturer. A large engi- 
neering firm before the war was rated to the amount 
of £8,759, and was given notice by the Union Assessor 
that he intended to increase the percentage of capital 
value and machinery, and that for the future the firm 
would be rated to the extent of £47,673, of which 60 per 
cent, was due to the inclusion of machinery which would 
not have been rated in Scotland, Ireland, or abroad. 

How differently manufacturers are sometimes treated 
in America! Cases were quoted where manufacturers 
were offered total exemption from local rating for from 
10 to 15 vears as an inducement to erect new works, 
and one case was mentioned where works were erected 
in America which were going to cost between one and 
two millions sterling and provide employment for from 
500 to 1.000 men. the deciding point against their 
erection in England being the uncertainty with respect 
to the rating of machinery. | 

Very little opposition was advanced against a Second 
Reading of the Bill. the principal reasons for the opposi- 
tion being. in the first place. that there were so many 
anomalies in rating that nothing should be done until 
the whole question was dealt with; and, in the second 
place, that no provision was made in the Bill to provide 
some alternative method by which the loss of rates could 
be made up. 

The opposition of the National Conference of Assess- 
ment Committees was quoted, and their grounds of 
opposition deserve quoting in full. They sav: “€ Among 
the reasons which led the Conference to pass. such a 
resolution (opposing the Bill) were the following. 
namely :—(a) That machinery killed. ertppled. and 
maimed, made widows and orphans, and created a public 
burden; (b) that it ought to bear its full share of the 
cost of those burdens: (c) that the use of machinery 
economised space, largely increasing the producing 
power of the works, reduced manual labour, cheapened 
the cost of production and augmented manufacturers’ 
profits." 

These grounds of opposition lead one to think that the 
Conference was for the nonce regretting the davs of 
Good Queen Bess, for when the Poor Relief Act was 
passed in 1601 machinery, railways, telephones and tele- 
graphs did not exist. 

The real diffculty. however, is that a reduction of 
assessments in one direction must mean either an in- 
erease In another, or higher rates in the £. One of 
the fruits of the war has been an enormous increase in 


the costs of municipal administration and low rates 
per £ with high assessments are more easily defended 
than low assessments with high rates. Hence the keen 
search for hereditaments which will increase the rateable 
value. | 

A crying need of the day is to reduce municipal 
expenditure by all legitimate means, but whilst this is 
proceeding there is no valid objection to making an ad- 
justinent of the individual burden, particuarly when tlie 
advantages claimed. аге a lessening of the handicap 
which the English and Welsh manufacturer has to face 
in his competition with manufacturers more favourably 
situated, assistance in the revival of trade. and a conse- 
quent reduction of the grievous burden of unemploy- 
ment. 

The Bill was left to the free vote of the House. The 
Minister of Health (Sir Alfred Mond) gave it his bless- 
ing. and it passed its Seeond Reading with a majority of 
127 against an almost negligible minority of 17. 

The future progress of the Bill will be watched with 
anxietv. in the hope that it will on this occasion 1х 
successful in passing through all its Parliamentary 
stages and receive the Royal Assent during the present 
sesslon. 


UNDERGROUND RAILWAY EXTENSIONS. 


CONSTRUCTIONAL WORK COMMENCED. 


ON Monday morning. June 12th, ių the presence of a dis 
tinguished company, the inauguration. of the programme of 
new work that is being undertaken by the London under- 
sround railway authorities took place at Golders Green? 
when Sir Philip Lloyd Greine, K.B.E.. M.C., M.P., of the 
Overseas: Trade Department of the Foreign Ofhce and the 
Board of Trade, “ cut the first sod ° prelininary. to the con- 
struction of an extension of the Charing Cross-Euston. and 
Hampstead Railway, from Golders Green to Edgware. ln 
connection with this extension further works will be carried 
out as follows:—(1) The provision of а projection between 
the Charing Cross-Euston & Hampstead Railway at its Cam- 
den Town station and the City € South London Railway at 
its Euston station. (2) The reconstruction of the City and 
South London Railway. The object of these works is te 
provide a through service of modern electric trains from Edeę- 
ware to Clapham Common, thus bringing into being a much 
needed connecting link between North-West and South Lon. 
don, and more particularly a direct route between North- 
West London and the Ону. 

A contract has been placed with Messrs. Charles Brand 
and Son for the construction of the line from Golders Greer 
to Hendon, a distance of one mile and four furiongs. An 
intermediate station, as shown on the accompanying map. 
fig. 1, will be constructed at Brent. The new railway i 
to be mainly on the surface, and active preparations are al- 
ready being made by way of clearing a pathway for tha 
line. Owing to the pastoral nature of the ground, however. 
there will be comparatively little interference with the ameni- 
ties of the district. The line wiil cross the River Brent by 
means of a viaduct 30 feet high. It is hoped to complete 
the line from Golders Green to Hendon by October Ist, 177. 
and a through service of trains will then operate between 
Charing Cross and Hendon, and Moorgate and Hendon. 
Orders will shortly be placed for the reconstruction of the rail- 
way from Hendon to Edgware. 

The accompanying map shows the district to be served and 
the path the new line will take. Between Hendon and Edgware 
there will be two further stations, viz.. Colindale and Purnt 
Oak. The distances between the new = stations will be a> 
follows :—Edgware to Burnt Oak. .84 mile: Burnt Oak t 
Colindale, :90 mile: Colindale to Hendon (Central), 1.31 miles: 
Hendon (Central) to Brent, .67 mile; Brent to Golders Green, 
46 mile: total 1.68 miles. The total length of the line from 
Edgware to Clapham Common will be 16.44 miles. As the bine 
approaches Edgware it will run underneath the Great Northern 
Railway and also under the Midland Railway at Co'indeep: a 
the Edgware terminus car sheds will be constructed. The ev 
tension to Edgware is scheduled to be completed by January 
Ist, 1021. 

The contract for the work of connecting the Charing Cross 
Eu-ton & Hampstead Railway with the City & South London 
Railway has been placed with Messrs. John Mowlem & Co. 
and it is hoped to have the work completed by October ТУ. 
RES. The scheme. which provides for a six track under- 
ground tubular junction at Camden Town. will eventuath 
permit a 4-minute service to be worked from Charing Cro 
to Edgware and Highgate. and also from Clapham Commen 
to Edgware and to Highgate. These services having ther 
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confluence at Camden Town junction will, therefore, involve 
a minute service of trains, or 60 trains an hour in each 
direction, which will constitute a record. The lay-out of the 
junetions, together with the signalling, has been the subject 
of a special traffic study. Flat junctions will be entirely 
eliminated, and where one line crosses another it will do so by 
"flying over " or passing under the other. This junction 


work will be carried out without any interference to the exist- 


ing services now being run. 

Regarding the reconstruction of the City & South London 
Railway which. as the pioneer of London's underground tube 
railway system, has served its purpose so well for 30 years, 
three contracts have so far been placed for the work: The 
Metropolitan Tunnel & Public Works Co., Ltd., will deal 
with the reconstruction of the line st C'apham Common and 
Clapham Road. Messrs. Perry & Co., Ltd., will deal with 
the reconstruction. of the line between South Island Place 
and Stockwell, and Messrs. Charles Brand & Son will deal 
with the reconstruction of the line between Euston and King's 
Cross, and from King's Cross to the Angel. 

The most important feature of the above contracts is the 
enlarging of the tunnels to permit of standard underground 
rolling stock of the latest pattern being used. The tunnels are 
now 10 ft. 6 in. in diameter, and this dimension will be 
increased to 11 ft. 82 in. The length of the up-to-date rolling 
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Fic. 1.—TuE GOLDERS Grren-EpGWARE ELECTRIC RAILWAY 
EXTENSION. 


stock will also make it necessary for platforins at all sta- 
tions to be lengthened. The reconstruction of the line be- 
tween Euston and Moorgate is scheduled to be completed by 
October Ist, 1929, and escalators will be constructed ut 
several stations, which will themselves be re-built on more 
modern lines. On August 9th, 1922, the line will be closed 
to traffic between Euston and Moorgate, August 8th being 
the last day of. traffic operation. A full service of trains, 
however, will continue to run from Moorgate to Clapham 
Conunon. Passengers from stations south of Moorgate will 
still be able to reach Euston and King’s Cross via the Ele- 
phant (Bakerloo) and Charing Cross, or via the Metropolitan 
Railway by changing at Moorgate Street. It is also anti- 
cipated that a special motor-bus service will be run from 
Moorgate and Euston. 

Cne important effect of the completed scheme will be a 
great reduction in the journey time between North-West 
London and the City. The journey times will be as follows: 
—Edgware to Golders Green 13 minutes; Golders Green to 
Moorgate, 21 minutes; Golders Green to Bank, 22 minutes. 
Complete journey Edgware to Moorgate will be 34 minutes. 
Complete journey Edgware to Bank will be 35 minutes. 
The present journey time from Golders Green to the Bank, 
including the exchange at Tottenham Court Road, is 32 
minutes and via Euston and C. & S.L. R., 32 minutes also. 

On the City & South London extension the distance be- 
tween Edgware and Clapham Common is 16.41 miles, and 
the running time will be 49 min. 40 secs., while the distance 
between Highgate and Clapham Common is 10.10 miles, 
and the running time will be 32 min. 40 secs. ; the running time 
between Edgware and Charing Cross will be 33 minutes. 

The ''Passimeter " booking system that is in use at Kil- 


burn Park, and has been subjected to exhaustive trial 
during the last six months, will be adopted on the remodelled 
stations on the C. & S.L.R., and the stations on the exten- 
sion to Edgware. Thus the booking kiosks will be in @ 
direct line with the entrance from the street, and passengers , 
will proceed through the ‘‘ Passimeter " to the trains with- 
out having to make the usual detour to the booking office, 
and without having to present a ticket at a barrier. 

The contracts which have already been: placed amount to 
£1,000,000. The cost of executing the whole schedule of 
works will be approximately £6,000,000 and when all con- 
tracts have been placed it is estimated that employment will 
be provided for some 20,000 people. 

The extension of the railway to Edgware means the open- 
ing up of a new residential area, which it is anticipated will 
grow as rapidly as Golders Green, whose population in the 
last 20 vears has increased by 67,000. The increase in pas- 
sengers which has taken place at Golders Green station bas 
risen from 1,600,000, in 1908, to nearly 12,000,000. 


THE INTERCONNECTION OF AC. 


POWER STATIONS. 


Discussion АТ LEEDS 


Mr. J. B. Рлмек read the paper prepared by Mr. L. Romero 
and himself, on the above subject (an abstract of which ap- 
peared in our issue of March 3rd) at the Мовтн MIDLAND 
CENTRE of the INSTITUTION OF ELECTRICAL ENGINEERS, on March 
14%. Mr. Burnand occupied the chair, and there was a good 
attendance. i 

Mr. JUHLIN said that when the authors remarked that in 
running without an induction regulator the voltage might be 
seriously affected when at light loads, if the load came off 
the system, they, presumably, referred to the difficulty of con- 
trolling the wattless current which would flow. That point 
seemed to arise also when a regulator was in use, because 
the regulator was set for a definite boost, at a definite load. 
If the load suddenly came off one of the systems which was 
taking power, naturally, the drop in the inter-connector would 
vary and, unless the boost was changed, the wattless conditions 
would materially alter. 

Referring to the booster diagrams which the authors gave, 
Mr. Juhlin said they would solve all the problems with the 


exception of that arising when a booster was not in use. He 


believed that under those conditions the problem, if tackled 
from the point of view of the total current, was indeter- 
minate. He believed that by means of the simple diagram he . 
put before them the problem could be solved under all its 
various conditions, with one exception, and that was when 
a booster was used at each end of the line. Under those 


conditions the problem was altogether indeterminate. 


Mr. Furness observed that Americans appeared to charge for 
energy on two different scales— regulated and unregulated. | 

Mr. LONGMAN said the chief cause of hunting was un- 
doubtedlv in the prime mover. He had known cases when 
with a certain machine running at one end it was almiost 
impossible to get settled conditions, but if the machine were 
off, all went right. That showed that they might have to pay 
a little more attention to the governor, but a thing like that 
was fairly eusily got over. Another condition was that at 
times switching out certain feeders perhaps carrying a fair 
weight of load, or feeding into another connecting cable, set 
up oscillation. The case of two regulators, one at each end, 
was dangerous, unless they were sure that one person was 
going to control the operations of both. 

Mr. Jones (Batley) had in view his own small station 
running in parallel with one of the Yorkshire Power Co. The 
bulk of their load was d.c., and they had very little difficulty 
on the whole. The Batley station ,was at 6.000, and the 
Y.E.P. Co. at 10,000 volts, and at the Batiey end they did 
not use a regulator at all. 

Mr. С. A. GILLING considered the case of several stations 
each interconnected electrically, but individually under the 
managerial control of the present undertakers—a position 
likely to obtain in some of the districts already delimited by 
the Electricity Commissioners. Unity of operation control 
was shown in the paper to be absolutely necessary, and the 
allocation of wattless current and its cost was a matter which 
might, or might поё. Бе satisfactorily settled by agreement 
and disagreement between the parties concerned. How. that 
control should be effected was another matter. Cases would 
arise in the near future when the interchange of power would : 
range from small amounts up to 50,000 kVA or more. That 
meant several cables of comparatively large section in parallel 
at high voltages, with their corresponding transformers, and 
as the ratio of the reactance to the resistance would be high, 
no difficulties with regard to the synchronising capacity of 
the interconnecting lines should arise. 

Mr. Spurr (Bradford) observed that there might be an 
advantage in putting down rotary converters in places where 
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they had to convert d.c. networks to a.c. distribution. The 
rotary converter was essentially a power-factor machine, and 
its influence on the power factor of a system would be very 
great. In Bradford the p.f. was in the neighbourhood of 
93 in the working day, and they were fortunate in having 
"40 per cent. of their load converted to d.c. by rotary con- 
verters. 
continue to use rotary converters or go over to three-phase 
distribution. His own opinion was that from generating 
station operating and transmission points of view the higher 
power factor would give better results. If it cost more for 
rotary-converter plant, it would probably pay them in the 
end. 


Replying to the discussion, Mr. L. Romero said if they did uot 


have a regulator they worked with unequal voltage, and they 
adjusted their permanent voltage variation, which was usually 
obtuined by taps on the transformer, fixed to give them the 
most desirable factor at full load. When they were going 
out of parallel they dropped the load to zero, and they had 
practically no kilowatts flowing through the line, but they 
had a big wattless current. It was the breaking of the watt- 
less current when the switch was actually opened that caused 
the trouble. He agreed that they would get a variation of 
the wattless current due to variation in load. That was the 
thing that the switchboard attendants would have to look 
after. He thought Mr. Juhlin’s diagrams were .an in- 
genious way of solving the whole problem. The authors 
thought that the mathematical solution was, generally speak- 
ing. more accurate. Mr. Romero was in favour of taking as 
many consumers off inter-connectors as could be found. Of 
course, the more consumers they took off the inter-connector 
the less interchange they had between power stations: it 
would simply be tantamount to two power stations feeding 
into one network. There would not be апу actual inter- 
change of current. Obviously, where thev had a few small 
consumers tapped off the inter-connector they might have to 
stand a pretty large variation of pressure when the flow of 
eurrent between the two stations was reversed from full load 
in one direction to full load in another. By making the re- 
auctance to the resistance ratio high thev improved the nower 
factor regulation under varving load with unequal fixed volt- 
age and under certain favourable conditions this might turn 
out to be quite а good method of inter-connection, because 
if was so very simple. That could only Бе done between 
stations whose loads had a verv high power factor. 

Regarding whether d.c. supply from rotary converters would 
hot be cheaper in the long run than l.p. three-phase distribu- 
tion on account of the high power factor obtained with rotary 
converters. Mr. Romero did not think the extra cost of sun- 
plying at the lower power factor would balance the losses in 
the rotary converters and the cost of running. rotary-con- 
verter sub-stations. 

Mr. J. B. РАЬМЕН said that tapping interconnectors was 
general] in America. The American companies ran mains 
primarily to inter-connect their. systems. but he doubted 
very much whether they would do it if there were no pros- 
pects of picking up business on the way, because the distances 
were sometimes very large. How they would arrange the 
voltage. regulation for very large. powers he did not know, 
but it seemed that large stations would probably all be high 
load factor stations. and the possibilitv was that they would 
all feed into а control station, a nucleus of a star. svstem, 
in which case they could get a great deal of voltage regula- 
tion on their generators without bothering abont the effect 
at consumers’ terminals. Even if large stations were ham- 
vered bv the necessity of looking after their own networks, 
he should think that on a vety targe inter-connected system 
it would be absolutely necessary to run the most eficient 
stations at maximum load factors, and if there were no load 
о there would be no need for any regulating appa- 
ratus. 


Discussion AT BIRMINGHAM. 


THE paper was read at the SoctH MIDLAND CENTRE of the 
INSTITUTION OF ELECTRICAL ENGINEERS on April 26th, when, in 
opening the discussion, 

Mr. R. A. Снаттоск said that the authors dealt more especi- 
ally with the theoretical requirements, and they had apparently 
overlooked the practical requirements, which were quite as 
important. He called attention to the practical difficulty of 
svuchronising and interconnecting two loaded stations after 
they had become disconnected through any disturbance on the 
system. In Birmingham they had two large capacity stations 
and two stations of smaller capacity—all running in parallel 
on one system, and when two large seetions of the supply. 
were disconnected, in order to re-interconnect them, very great 
care had to be taken to get the two sides running in perfect 
synchronism before the connection was made, as, if not. a 
very heavy strain was likely to be thrown on the system at the 
moment of closing the interconnector. That was due to the 
inertia of all the plant running om circuit—both generators 
and motors—which had to be pulled into synchronism if the 
two sides were not exactly in step. Such a strain. if it 
occurred, was likely to set up a very heavy surge on the sys- 
tem, which would probably again open the interconnector. It 
was generally found necessary to have men standing by to 


It was going to be a point whether they should 


throw in additional interconnecting cables directly the first 
one was connected, so as to give ample capacity in the link 
for dealing with a surge of reasonable dimensions. 

Mr. W. Lawson stated that although the booster and trans- 
former losses were probably small relatively, they should be 
included in the losses involved in the scheme of interconnec- 
tion. The consideration of transmission losses raised the ques- 
tion whether they should be put down to generation or distri- 
bution. A method of ascertaining the transmission losses was 
to install at each station two watt-hour meters, one to measure 
the input and the other to measure. the output, each meter 
having a ratchet and pawl attachment to prevent reverse regi- 
tration. If the interconnector were used to supply feeders 
along its route the units delivered to the feeders would have 
to be metered and taken into account in computing the losses 
in the interconnector. Graphic recording instruments at both 
ends of the interconnector would be advantageous as affording 
a convenient means for watching whether the prescribed con- 
ditions of operation were being maintained. 

Мг. W. WiLsoN pointed out an indirect advantage of 
interconnection which might be overlooked until actual work- 
ing had brought it to light. The undertakings in this country 
were largely of municipal origin, instituted to supply the needs 
of a very limited area. The result had been that, in addition 
to their being on the whole comparatively small and in- 
eflicient, there had been a tendency not to see much further 
than the supply of street lamps, the lighting of the more arees- 
sible shops and dwellings, and such favoürable motor loads as 
had come within the reticulation. Thus the cost of energy, 
even where it was easily available, was on the average much 
too high, the load factors were far too low, and the use of 
electricity was enjoyed by but a favoured small number of 
town dwellers. A policy of interconnection, by joining up 
separate stations into a combined system, would, in addition to 
its other advantages, bring the supply within the reach of 
many other less-favourably situated customers, with conse- 
quent improvement in those various respects. It was by the 
provision of power for the host of miscellaneous consumers 
situated away from the dense part of the town—such as brick 
works, flour mills, tanneries, dairies, and  farms—ítbat 
good load factors were secured. The two islands of New Zea- 
land, each of which had a length approximating to that of the 
power area in the Western States, illustrated by one of Mr. 
Palmer's slides—namely, about 550 miles—were being equipped 
with generating plant in a series of large hydro-electric 
stations designed to be interconnected much in the manner 
deseribed in the last appendix. The schemes were bein; 
laid out with that end in view, and already the advantages of 
a high load-factor had been experienced. There was no doubt. 
however, that harm had been done in the past by considermy: 
interconnection as a substitute for centralisation 1n the case 
of districts like the London area, which were supplied bv a 
large collection of miscellaneous small stations. The improve- 
ment of the London supply by the institution of a few sets of 
large plant, in place of the extraordinary number of smali 
ones that did the work in the past, appeared to have been con- 
siderably delayed. by the recurring proposal to interlink the 
existing stations, an expedient which, according to the sup- 
porters of the proposal, would effect the same end. As a matter 
of fact, until the war the two schemes mutually conflicted, 
and neither was carried out, but there was little doubt that 
the result of joming together these heterogeneous sets of 
plant would have been chiefly to have increased the overhead 
charges without securing anything like a corresponding advant- 
age. In the main, however, interconnection was a inost m- 
portant principle. 

Mr. Rowers stated that the interconnection of generating 
stations belonging to the same authority and situated at no 
great distance apart offered no special difficultv, and was 
largely a matter of careful design of the igterconneetor and 
feeder system, with particular attention to sectionalising of 
the bus bars into groups, with graded reactances to mininns 
trouble under fault conditions. Transfer of load to meet chanz 
ing conditions could be readily effected by voltage variation 
und adjustment of the steam supply to the generators, with- 
out the need of booster plant. The problem as it affected power 
stations belonging to different authorities and situated at con- 
siderable distances apart, was a different proposition. A study 
of the authors’ Table I emphasised that the p.f. of the trans 
ferred load was one of the vital points to be determined. In 
the hypothetical case taken it would seem that to transmit the 
load at unity power factor the most economical condition w 
far as the interconnector feeder was concerned would make 
the position of the receiving station rather an unhappy one in 
so far as it had to deal with a huge wattless component. — In 
such a cause amicable co-operation by the authorities concerned 
would be necessary. If possible the combination of tie lines 
and interconnector feeders feeding into. common  sub-stations 
would be advantageous in most cases. Referring to the types 
of booster plant, he considered that the induction regulator, 
though expensive, was the best to adopt. 

Mr. L. Romero, in reply. said that in his experience there 
were very few operating difficulties encountered in the parallel 
running of power stations. Perhaps the most serious of them 
was the breaking of the link when trouble occurred, due to 
the opening of one of the switches. It was very desirable 
whenever possible to arrange the switches on the intercon- 
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nector to-open only for à fault on the tie line itself, or. if over- 
load protection was considered necessary it should.be set very 
high, and given a considerable time lag.. On grounds of 
economy he ‘strongly favoured tapping interconnecting lines to 
supply load along the route. In the present state of develop- 
ment of^booster apparatus the induction regulator was the 
best to adopt under most conditions, although it was obvious 
that, given satisfactory apparatus, the most economical method 
would be by tappings on the main transformer winding and 
the step-by-step switch. . Mr. Lawson's suggestion with re- 

^to metering was an excellent one. The paper took up 
the mattér at the point where a case had been made out for 
interlinking -after: consideration ofall pros and cons. . They 
were by no medns of opinion that interconnecting was a cure 
for-all-ills.:-Fhe ehief points in favour of it were economy in 
working, and rehabilitv, and against those must be set the 
first and-Yunning.costs of the link. 


-NEW ELECTRICAL . DEVICES, FITTINGS, 
! AND PLANT. 


Readers are invited to submit particulars ef new or improved devices 
and apparatus, which will be published if considered of sufficient 
interest, i 


: The ** Isco C " Cut-out. 


.. А new type of small house service cut-out has been intro- 
duced Ьу Messrs, W. T. HENLEY’S TELEGRAPH Works Co., 
Lrp,, Blomfield Street, London Wall, E.C.2. This, the '' Isco 
C'" cut-out, illastrated in fig. 1, is designed for a working 
current of 10 A at 250 V. The case із of light cast-iron, 
finished in stoved green enamel, and provided with a brass 
earthing screw and clamping washers. The base is fitted with 


Fic. 1.—Тне “Isco C" Оот-ост. 


a pair of heavy solid terminals fitted with brass cheese-headed 
The fuse carrier is of novel design. It 1s fitted 
.with substantial self-aligning U-shaped contacts, and the 
asbestos. tube through which the fuse wire passes lies trans- 
‘versely across the carrier in a deep groove. Тһе method of 
threading the wire is shown in fig. 2. Another new feature 
embodied in. the! design is the slam catch, and the sealing 
device which saves a great deal of trouble. In a series of 


Fic. 2.—Tur FUSE CARRIER. 


tests carried. out at the N.P.L., the positive pole of a 1,000-Ah, 
, 240-V battery was connected to the top terminal of а cut-out, 
and also with a resistance of 0.100 ohm to the earthing screw 
of the case—the negative pole being connected.to the bottom 
terminal. It was found that.the fuse opened the circnit 
clearly. without arcing, and the only adverse resul& was a 
superficial blackening of the asbestos lining.of the lid. 


The '.Hydrautomat." | . 


We were recently given an opportunity -to inspect. a. novel 
method of raising water by the: use- of low-head streams, 
which, although possessing nothing оѓ ап: еіесёгіса1 character, 
may conceivably be put into use fer various purposes -in 
steam-raising plants or other adjuncts of electrical engineer- 
ing. | i 

‘This apparatus, known as the “Hydrautomat,” is the inven- 
tion of Mr. Thomas Gaskell Allen; whose firm, Allen, .Liver- 
sedge, Ltd., is well known in all: parts. of the: engineering 
world. The most noticeable point of the system is its sim- 
plicity, which has been described as.''ridiculous." It is 
entirely self-contained, providing ita. own motive power by 
natural means, and its only moving part is a sluice gate. A 
working example. of the ''Hydrautomat,'" erected upon the 
estate of Sir Samuel: Barrow, 1з illustrated in fig. 8... The 
apparatus is arranged as follows :-thé lowest cylindrical tank 
seen in the illustration is closed and air-tight, with a pipe 
leading into.it from the high level of a six-foot fall - water- 
course. This is the “operating chamber," situated. about 
halfway between high апа. low-water level—in this саве a 


^ 


Еа. 3.—Tue *' Hypravutomat,”’ 


fall of six feet. From this chamber there is also a discharge 
pipe to the lower level—the tailrace. Above the operating 
chamber, to the required height, is a flight of alternate 
closed and open tanks, which may Бе erected in a tower, as 
in the example, or in steps up a hillside. These tanks. аге 


interconnected by pipes, and in addition each of the closed 


tanks is connected to a ''bus"' air pipe running from the 


operating chamber. From the top tank, which is an open 


one, the. water may be conducted to the point of application. 

The apparatus has two strokes, pressure and suction. The 
pressure stroke is created by the inflowing of water to the 
operating chamber. The air in this is compressed and forced 
out along the air-conducting pipe to the closed tanks. ‘The 


effect із to force out the water.in these up to the next open 


tanks. At the end of this stroke the operating chamber and 
the open tanks. are.full of water, and the closed tanks full 
of air.  Then.the suction stroke follows. 'The contents of 
the operating chamber’ are, discharged into the tailrace, 


“and simultaneously the inlet from the headrace is closed 


automatically. This creates a vacnum in the chamber and 
closed tanks, which causes the water. in the open tanks to be 
sucked up into the closed tanks above them, leaving the 
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latter full of water and the open tanks and chamber empty. 
The headrace inlet is then automatically opened and the 
cycle recommences. The pipes between the tanks are all 
water-sealed, so that all non-return vaives or mechanical 
checks are dispensed with. The normal etbeiency of the 
system is about 80 per cent. It will һе seen that the prin- 
cipal use to which the " Hydrautomat " may be put is irri- 
gation, although many other methods of employment will 
readily suggest themselves. It is of interest to pote that 
only twice before in the history of hydrostatics has the 
principle embodied in this system been remotely approached. 
Hero of Alexandria, in the third century, and Giambatista 
della Porta, in the sixteenth century, made experiments in 
this direction. 

The system, which has secured world patents, is being 
worked by the ALLEN Hypkostatic PUMP SyNDICATE, Lato., 
106, Victoria Street, 3.W.1. 


* Genii P.S." Water Heaters. 


A light, compact, and safe water heater is being manufac- 
tured by Missis. GEokGE Nonbs, Lro., 59, Cleveland Street, 
Fitzroy Square, \Ү.1. This is known as the “Geni P.S.” 
system—the “P.S.” standing for "push system,” so-called 
because the cold water entering the tank pushes heated 
water before it to the top of the tank, from whence it issues 
through an outlet pipe. The arrangement is shown in the 
drawing (fig. 4). The size of the tank and the electrical 
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Еа. 4.—Tue ‘ Geni P.S.” Water HEATER. 


loading of the element depend upon the amount and tem- 
perature of the supply desired. Small quantities of boiling 
water can be obtained by the use of a small tank and a com- 
paratively large element. If, however, continuous light load- 
ing is required the loading of the element may be fairly 
small and the tank large. The tanks are made in four sizes 
—10 pt.. 20 pt., 5 gal, and 10 gal.—and each size is pro- 
vided with a range of elements to suit practically any 
requirement. In most cases a three-heat switch can be fitted 
if desired. j 


CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the folowing week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


The I.E.E. Summer Convention. 


In commenting on Dr. Magnus Maclean's paper in your 
leading article of June 9th under the above heading you 
state :— 

'" Although these islands are not abundant!y blessed so far 
as potential water-power resourcea are concerned we have a 
certain amount, which would, if developed, afford a con- 
siderable measure of relief to the continually increasing 
dearness of coal and growing scarcity of fuel," &c. 

There is another side to the question, which is usually 
overlooked both by technical and non-technical writers on 
this subject. The best grades of coal mined in this country 
readily find a market for ships’ bunkering, export, household 
purposes, manufacturing purposes, and steam raising. А 
critic inclined to split straws may change the order in which 
the various sources of outlet are stated, but the result is 
the same. 

There is a ready demand in normal times for British coal 
for these purposes because of its admittedly high quality. 

In sorting out the best grades of coal for the markets men- 
tioned an appreciable quantity of small coal is left over; t 
coal is of low grade, because of the high percentage of incom- 
bustible it contains. It also follows that when the smaller 
coals are washed эп appreciable quantity of small coal 
remains, and that this 18 also of low grade. 

These low-grade fuels do not readily find a market, and 


the cost of mining and bringing such coal to the surface 
naturally remains to be added to the market price obtained 
for the saleable grades. 

å great deal has been accomplished in the utilisation of 
these low-grade fuels for steam raising, and & tremendous 


. field is available for further development in this direction. 


It wili be agreed by those in a position to judge that power 
developed from such fuels can be obtained in industrial areas 
at a price which water power in this country has no chance 
of competing against; and a second point is that the increased 
outlet for such low-grade fuels is likely to react favourably 
on the '' dearness of coal and growing scarcity of fuel." 

It is not too much to claim that there is no room for costly 
water-power schemes in remote districts in Scotland until 
the coalfields аге exhausted tor export and industrial pur- 


poses. 
A. B. Muirhead. 

Glasgow, Junie lOth, 1922. 

[We agree with our correspondent to the extent that water- 
power development must be on an economically sound bass; 
it would be foolish to 1ncur excessive capital outlay in Uns 
direction if energy could be produced to better advantage 
from fuel. We have also pointed out, time and again, that 
large electric power stations can utilise low-grade fuels which 
are useless for any other purpose, and therefore their erec- 
tion 18 justified even if their thermal efficiency is low. But 
We cannot agree at ail that water-power development should 
be deferred until the coalfields are exhausted, nor can we 
ignore the arguments regarding the social benefits to be de- 
rived from the production of energy in the Scottish High- 
lands, which have heen so ably set forth by Mr. Newlands, 
Mr. Munro, and Prof. Magnus Maclean, and which form an 
essential part of the economic case for the projects in ques- 
tion.—Eps. Erec. Revirw.] 


Broadcasting Wireless Telephony. 


A £6 “ wireless set” (in other words, a crystal set) is 
useless for receiving signals unless situated within a few 
hundred yards of the transmission station, when it is not 
connected to an outside aerial. 

Only one person in an apartment house, boarding house, 
hotel, or flat will be able to use the outside aerial. ‘The rest, 
if they wish to receive telephony at all must use indoor 
aerials with valve sets. There are other reasons, such as 
deafness, being surrounded by very high buildings, or ex- 
tremely noisy situation, by reason of which a crystal set 
will in practice prove unacceptable. И 

Perhaps in assuming the number of people suffering from 
these various drawbacks at 50 per cent. I was on the high 
side, but in any case the proportion is very considerable. 

To return to my analogy, there could be no lamp mono- 
poly, because the carbon-filament lamp patents have most.y 
expired, but to people who wish to use Indirect lighting, 
flood lighting, and the many other applications of high power 
lamps it would not be very much help to suggest carbon 


lamps. 
A. Hinderlich. 
Southall, June 12th, 1922. 


* State Salary Required." 


That which “ A.M.LE.E." complains about in his letter. 
published on the 9th inst., із oniy in keeping with the lack 
of business ability shown by a number of British employers. 
They are evidently so carried away with a sense of therr 
own importance and greatness in the eyes of the world. that 
they do not think it necessary to supply the really essential 
details when advertising for men of ability and brains. 

Another point I would raise ie the extreme lack of 
courtesy shown to those unfortunate beings who spend time 
and postage stamps in applying to mandarins for emplov 
ment; only about one in a thousand has the deceney to 
reply to the waiting applicants, although the columns of 
the Егғстһіслі, REVIEW are open to enable them to оош 
those who have applied for situations that the post is now 
filled. Then they are amazed that the workers show suus 
of distrust and discontent. | 

Clear out the Cuthberts and Percys and all other favourites 
of circumstances and give brains and ability a chance. By 
doing so thev will enable Britain to regain that which she 
has lost, and no doubt trade will soon again boom in the 


old country. 
One Who Has Been Had. 
Sheffield, June 12th, 1922. 


F.M. Earl Haig’s Appeal. 


I am greatly indebted to you for the leaderette in your 
issue of May 27th, and I feel it would be interesting and 
gratifving to your readers to know that the “ Remembrance 
League " owes its creation to a well-known member of the 
electrical profession, and one of the oldest members of the 
Institution of Electrical Engineers. Mr. Arthur Berkeley, of 
the firm of Messrs. Berkeley & Young, Ltd. | 

Electrical engineers are proverbielly an inventive and prse 
tical body, and the conception of the one day's service, upon 
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which the League is formed, is another sign that this imagina- 
tive and inventave genius—so needed in all enterprises—is still 
alive, not only for the benetit of your industry but also for 
those ex-Servicemen in distress in whom Earl Haig 18 во 
keeuly interested. | 
While again thanking you for your valuable assistance, I 
trust that the above-named fact will ensure for me your 
further valuable aid, as well as the enrolment in the League 
of a large number of the electrical profession and those of the 
electrical industry. 
W. б. Willcox, Capt., 
Organising Secretary, Appeal and 
Publicity Department, British Legion. 
London, June Tth, 1922. 


[We earnestly commend this admirable scheme to the 
notice of our readers.— Ens, ELEC. НЕУ.] 


Electric Furnaces. 

We note in your last issue a letter signed ‘ Adena,” in 
which reference is made to a demonstration we gave at 
Newcastle. We thought that all. electrical engineers. were 
now aware that Wild-Bartield furnaces are specially designed 
for the correct heat-treatment of steel. 

We, in common with other firms, have been favoured with 
" Adena's" inquiry, and in April iast we Informed your 
correspondent that we did not know of any maker in this 
country or abroad who could suppiy electric furnaces for 
smelting zinc. Neither the resistance nor the are type 18 
suitable. In spite of this, ‘‘ Adena " continues to send out 
inquiries. Will it ease his mind to know that amilar in- 
quirers from numerous other sources have so far failed to 
discover any commercial method of electric zinc smelting? 
In the construction of such furnaces there are шапу ditti- 
culties to overcome. 

It is probable, however, that in course of time we shall 
be in a position to tackle '" Adena' ° and other inquirers' 
problems of this nature. 


Automatic & General Furnaces, Ltd. 
E. P. Barfield, Maaging Director. 

London, June 19th, 1922. 

[Our correspondent seems rather hurt at ‘‘ Adena’s’’ per- 
sistence in the search for information; we, however, admire 
his tenacity, and hope it will be rewarded. "The first step to- 
wards solving a problem is to formulate a clegr statement 
of the case; and Mr. Barfield himself is hopeful of finding 
а solution.—Eps. Errc. Rev.] 


We notice the letter in vour current issue under the above 
heading, and if vour correspondent ‘“ Adena " will kindly 
cominunicate with us, we shall be glad to discuss with him 
the question of supplying a furnace to meet hia requirements. 

It would probably save time if your correspondent could 
send us a sample weighing about 1 lb. of the zinc con- 
centrate for laboratory test, 


Bastian Electric Co., Ltd. 


Orme Bastian, Manager. 
London, June 12th, 1922. 


[We have a communication for Mr. W. A. Chambers, 
whose letter on “ Charging for Services ” appeared in our 
issue of Vebruary 17th, 1922. Will he forward his address 
to this office ?] 


LEGAL. 


Corona Lame Works, LTD. |. 


A PETITION by the British Thomson-Houston Co., Ltd., for an 
order to wind up the Corona Lamp Works, Ltd.. came before 
Mr. Justice Astbury in the Companies Winding-up Court on 
Tuesday. Counsel for the Corona Co. asked for an adjourn- 
ment. He aaid the petition was the result of an appeal to the 
House of Lords from a decision of the Court of Appeal and a 
decision of Mr. Justice Sargant. There was a sum of £5,529 
for costs, which was ordered by the House of Lords to be re- 
paid by his clients. There was also a subsequent action, tried 
by Mr. Justice Astbury, between the same plaintiffs 
and defendants, and that resulted in judgment agaist 
the defendants. lt was alleged im the petition that 
negotiations had taken place for a compromise on 
the different matters between the parties, and the 
matter was allowed to stand over for some scheme to be 
carried through. Unfortunately, while the negotiations were 
pending, the petitioning creditors put in an execution on the 
goods of the company. <A receiver was appointed by the deben- 
ture holders, and the sheriff came out. Then this petition 
was launched. If the negotiations had been allowed to pro- 
ceed, the Corona Co. had every reason to believe that 
there would have been no necessity for the petition, and a 
scheme would have been brought forward to eatisfy every- 
body. The nominal capital of the company was £2,000, but 
there were debentures in three classes for £32,000; and the 
receiver was in possession. He (counsel) asked that the peti- 
tion should stand over for a month to allow the negotiations 
between the petitioners and the company to be continued. 
They had a scheme in view with other people, and if it were 
carried out, satisfactory proposals would be made to the 
petitioners. ; 
His LokDsHir: You had better appeal to Mr. Turner. 
Mr. WiLLIS : I have. 


Mr. TURNER said his instructions prevented him making any 
concession. 


His LonpsHiP made a compulsory winding-up order. 


SMART v. Corona Lamp Works, LTD. 
Sır Francis NEwBoLT, one of the High Court Official Referees, 
on Tuesday had before him an application against the defen- 
dants for judgment in default of defence in respect of a claim 
for dilapidations of certain glass works at Brierley Hill, which 
had been rented by them. 

Mr. BENNETT, counsel for the plaintiff, said that defendants 
had written to the plaintiff's solicitor saying that they did not 
propose to be represented at the trial. 

Mr. HENRY JENNINGS, a surveyor practising at Brierley Hill, 
gave evidence to the effect that he had made an examination 
of the glass works in question for the purpose of seeing 
whether the covenants of the lease had been complied with, - 
and he valued the work required to be done at £1,591 13s. 9d. 

Sir Francis, upon this evidence, gave judgment for the 
plaintiff for the amount stated by the witness. 


BUSINESS NOTES. 


Bankrupter Proceedings.—AuBnEY VICTOR CLAYTON, 
ay 


trading as '' ton Motors," Park Lane Mills, Chorley Lane, 
Leeds, engineer.—The following are creditors :— 
£ £ 
Bowran (Robt. & Co. ... .. 50 Sankey (Joseph) & Sons, Ltd. 1,493 
Crofts, Ltd. dus e .. 21 Smith, G. F., Ltd. ... s 5. 68 
Coquantin, M. T iii .. 27 Sterling Varnish Co. ER e. 38 
ErrcrRiICAL REVIEW wa. 24 Skefko Ball Bearing Co., Ltd. ... 38 
Electrical Apparatus, Ltd. .. 383 Thompson & Watson ss a. 2a 
English, S Nau ia it .. 18 Veno Co. sis sai idi ... 470 
Cyclo Metal Co., Ltd. is .. 19 Whitehead Bros.  ... oak ae 23 
General Electric Co., Ltd. .. 16 New Pelapone Engine Co., Ltd. 148 
Harley Comeron, Ltd. ... .. 16 Spencer, Р СИ ree ,302 
lllingworth, Albert ad .. 10 Bishop, E. .. pus N^ .. 18 
London Electric Wire Co. and Downes, Commander A. B. ... 120 
Smiths, Ltd. ya uh .. 28 Elvy, Robb & Welch es e. 275 
London Die-Cast Foundry, Ltd. 33 Farrar (G.) & Sons vod .. 16 
Bankers aie see кы ... 225 Owen Leslie - e we 155 
Mica &  Micanite Supplies, Ltd. 15 Regent Trust, Ltd. bol e. 33 
Peerless Engineering Co. .. 10 Stone Bros. а ze .. 14 
Rhodes, Gill & Co. .. 28 Smith Bros. Ltd. ves м M 
Rostron (J.) & Son ven .. 9) Trust Houses, Ltd. , ... e. 45 
Eagland & Co., Ltd. E .. 32 Inland Revenue  .. m e. 48 


Speight & Sons, Ltd...  .. 16 


JOHN NORMAN KEENAN, electrical engineer, 63, Queen Vic- 
toria Street, E.C.—Creditors under this failure met last Fri- 
dav before Mr. F. T. Garton, Official Receiver, at the London 
Bankruptcy Court. It transpired that the debtor had recently 
been trying to induce friends to form a company with the 
idea of manufacturing ebonite. He came here from the 


U.S.A. in 1915, and obtained employment with various 
engineering contractors under the Ministry of Munitions. 
Me also served in the R.A.F. until he was demobilised shortly 
after the Armistice, when he became manager of the ebonite 
and rubber department of an electrical works. Owing to sub- 
sequent unemployment, he resorted to moneylenders, and now 
owed £150, with no assets whatever. The failure was attri- 
buted to the debtor's inability to obtain employment. The 
case was left in the hands of the Official Receiver. 

G. J. Hoae (F. Hogg & Co.), electrical engineer, 66, Water- 
loo Road, Smethwick.—Receiving order made June 2nd on 
debtor’s own petition. 

H. Dorre (Accessories Supply Со.), 56, Hardman Street, 
Deansgate, Manchester.—First and final dividend of 9s. 1d. in 
the £, payable June 21st at the Official Receiver's Offices, 
Manchester. 

R. S. Macson, 10, Stoney Stanton Road, Coventry, electrical 
engineer.—This debtor came up for public examination at the 
Coventry Bankruptcy Court on Monday. He stated that he 
commence dbusiness in 1912 with £20 capital and £40 he bor- 
rowed from his mother, which had since been repaid. His 
accounts now showed a deficiency of £213, and his failure was 
due to loss on contracts and illness. He had lost by other opeple 
failing. He realised his position last February. and the bank 
pre&sed him with regard to an overdraft. The bank held a 
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charge upon his interest under the will of his father and 
mother. He borrowed from a Mr. Franklin £130 to assist 
him against writs that had been issued against him. He also 
xe. £80 from Mr. A. Magson. The examination was 
c Е 
. T. G. Coaton, trading as Т. С. Coaton & Co., 16, Humber- 
stone Road, Leicester, electrical engineer.—The receiving order 
in this matter was made on May 29th on debtor's own petition. 
The statement of atlairs shows liabilities of £2,331, while the 
assets are estimated to realise £1,056. from which preferential 
claims of £33 have to be deducted, leaving net assets of £1,022, 
or a deficiency of £1,309. Debtor attributes his failure to bad 
trade for the past two vears, owing to the general slump, bad 
debts, depreciation in value. of machinery and stock-in-trade, 
and ill-heaith of children. A private meeting of the creditors 
was held on March 31st last, when it was decided to accept а 
composition of 10s. in the £ pavable by instalments, satisfac- 
torily guaranteed. For the protection. of the estate, debtor 
executed a deed of assivument. He was unable to carry. the 
proposed composition into effect, and consequently [filed his 
petition. Debtor states that in April, 1914, he and his 
brother entered into partnership and commenced business in 
leicester as electrical engineers with a combined capital of 
£950, of which he contributed £50. In 1918 they were joined 
by another partner, who provided £100 capital. In the same 
year debtor's brother retired from the business, and in August, 
1919, his other partner also withdrew and received £1.350 in 
repayment of capital. The usual books of account had been 
kept. Debtor became aware of his position early in the present 
year.. First meeting June [6th at the Official Reeeiver's 
ottice, Leicester. Public examination July Tth at the Cuast.e, 
Leicester. | | 

Т. Carter, electrical engineer, 2, South Street, Dorchester, 
and High Street, Swanaye.—Trustee: Mr. W. A. J. Osborne, 
Balfour House, Finsbury Pavement, E.C., appointed June 
10th, 1922. | 

FRANK BAwcrirrE, trading as Frank Rawcliffe & Co., 8, Nun 
Street, Newcastle-on-Tyne, electrical engineer.— The adjourned 
public examination of this debtor was held recently at the 
County Court, Westgate Road, Newcastle-on-Tyne. The state- 
ment of affairs showed liabilities of £7,026, of which £3,866 
was expected to rank, and there was e deficiency of £3,855. 
Debtor attributed his failure to claims being made against hin 
in respect of liabilities taken over by a limited company. He 
stated that he agreed to sell his business to a company which 
was registered on August 15th, 1921, with a nominal capital 
of £12,000 in £l shares. It was agreed that the company 
should pay the liabilities, and debtor should receive £7,000 in 
shares and £3,500 in cash. After further questions the exami- 
nation was adjourned. | 


Company Liquidations.—OLDHAM, ASHTON & Hype ELEC- 
TRIC Tramways, Lrb.—Meeting July 13th. at 88, Kingsway, 
W.C., to hear ап account of the winding up from the liquida- 
tors, Messrs. P. M. Rossdale and Т. H. Underhill. 

W. WATKIN & Son, Lrp.—Winding up voluntarily. 
dator: Mr. A. E. Quaife, 155, Fenchurch Street, Е.С. 

KEYNSHAM ELECTRIC LIGHT & Power Co., Ltp.—Winding up 
voluntarily, the undertaking having been disposed of. 
Liquidator: Mr, A. Collins, 28, Baldwin Street, Bristol. 

RICKARD, мант & Dean, Lrp.—Winding up voluntarily. 
Liquidator: Mr. R. S. Dawson, Tanfield Buildings, Hustler- 
gate, Bradford. Meeting of creditors, June 27th, at the offices 
of the liquidator. | 

EvERED & Co., Irp.—Winding up voluntarily. Liquidator : 
Г С. Н. Smith, Phoenix Chambers, Colmore Row, Birming- 

am. 


Dissolutions of Рагіпегѕћір.—Рехногм, Craia & Co., elec- 
trical engineers, 81, Townhead Street, Hamilton.—Mr. Alex- 
ander Duncan has retired from the firm. The business will 
be continued by Messrs. J. G. Denholm & A. G. Craig. 

REGENT ELECTRICAL INSTALLATION Co., 104, Whitechapel 
Road, E., and 17, Maddox Street, E.—The partnership between 
Mr. B. Barnet, Mr. M. Heller and Mr. R. Tederman was dis- 
solved by the High Court on July 29th, 1921, and Mr. A. C. 
Heywood, of 14-15. Coleman Street, E.C., appointed receiver. 
June 15th was the last day for claims. 


Liqui- 


Trade Announcements.—Mrssns. OwrN & PALMER, elec- 
trical engineers, have taken over tho business of Messrs. H. D. 
Carter (Bangor), Ltd., carried on at Faraday House. High 
Street, Bangor. Mr. Owen was manager for Messrs. Carter, 
and Mr. Palmer was formerly with Vickers, Ltd., and the 
General Electric Co. 

THE CENTRAL Гохром ELrEcTRiCAL Co has disposed of its 
Claphain branch, and is closing it on the 24th inst. 


Catalogues and Lists.—THE Sex ELECTRICAL Co., Lrn., 
118-120, Charing Cross Road, W.C.2.—List No. 371, giving 
revised prices of fans catalogued in List No. 331. Also a 
priced and illustrated leaflet of combined switches and fuses 
bi паа connectors. 

MrFssrs. Ross, Cocrtyey & Co., Ттр., Ashbrook Road. 
Upper Holloway, N.19.—A pamphlet describing and illus- 
trating a hydraulic lifting jack. | 
а Е. Ги & Co., 107-109, Gray's Inn Road, 
А клк stock list of d.c. motors ranging In size from 


. ELECTEICAL Components, Lro., 88-90, Great Charles Street, 
Snow Hill, Birmingham.—A comprehensive price list of wire- 
less apparatus, including receiving sets, amplifiers, condensers, 
valves, &с. 

ELECTRIC Fires, Lro., King Street, Norwich.—Supplemer. 
tary leatlets Nos. 2, dealing with immersion heaters for photo- 
graphic purposes; and 3, advertising the " Peter Pan ` 
double-purpose cooker. Illustrated and priced. 

EcoNoMic  ErEcrRIC, Lro., 10, Fitzroy. Square, W.1-4 
well-illustrated price list of wireless apparatus, including com. 
plete receiving sets, amplifiers, head sets, condensers, induc. 
tances, relays, buzzers, switches, Хе. 

ATELIERS DE CONSTRUCTIONS ELECTRIGQU ES DE CHARLEROI, Ж, 
Victoria. Street, 8. W.l.—lIune list (im. French) of inotors and 
dvnamos im stock. 

SWEDISH GENERAL BLeEcTRIC, Ltb., 5, Chancery Lane, М.С, 
—last No. 42F, giving prices and particulars of "' Century " 
oscillating fans; No, LIL, stock list of d.c. and single-phase 
a.c. motors; and No. Ilia, stock. list of two- and three-phase 
а.с. motors, single-phase commutator motors, transformers, 
XC. 

Messrs. Ta. G. Hawkins & Co., Lro., 116, Charing Cross 
Road, W.C.2.—A  well-illustrated. catalogue of °° Universal” 
electric coffee mils, meat choppers and attachments. Als 
a leaflet giving prices of these. 

Messrs. W. T. HENLEY'S ‘TELEGRAPH Works Co., TIT», 

Blomfield Street, London Wall, E.C.2.—1.4st. W.L.3. giving 
illustrations, details, and prices of ©“ Iseo С?” house-service 
eut-outs. 
‘Tar RELAY AUTOMATIC TELEPHONE Co., Urp., Marconi Hou, 
Strand, W.C.2.—An illustrated ‘ souvenir |“ of the opening of 
the '" Relay " telephone exchange at the Liverpool Courier 
and Erpress offices by Sir Wilham Noble 

THR CONSOLIDATED PNEUMATIC Тоо. Co., LTD., Egypti 
Tlouse, 170, Piccadilly, МЛ —А well-lustrated catalogue 
(No. 12E) of electrie drills, grinders, buffing machines, spise 
drivers, &c. Also a leatlet (No. 78) describing an electric rivet 
heater, and a pamphlet illustrating апа deseribing an e 
rivet-heating forge. | 

PURIT SPECIALTIES, LTD., 27, Park Street, Birmingham.—<An 
illustrated price list of electric kettles, hotplates, steam cookers, 
‚с. 

AUTOMATIC & ELECTRIC Furnaces, LTD.. 281-283, Gray's Inn 
Road, W.C.1.— Heat Treatment Bulletin No. ЗО, '' The Heat 
‘Treatment of Alloy Steels,” describing the use of the © Wild. 
Barfield '" non-magnetic point detector. 


Unemployment.— The total number of registered unem- 
ployed on May 29th was L471,000, 42.657 fewer than in the 
preceding week. The number of workers on ‘‘ short. time ` 
was also reduced by about 9,000, the figure being 111,000. 


For Sale.—Halifax Corporation Electricity Committee 
invites offers for two Babcock & Wilcox water-tube boiler. 
complete with chain grate stokers, and one tandem  compoeuni 
Steam water pump. . 

Mr. F. Rowland, the liquidator of the B.E. Co. (of Londm: 
and Birmingham), Ltd., invites offers for the company's stèk 
of electrica] accessories, office furniture, fittings, c., also the 
lease of 57, Upper ‘Thames Street, E.C. (See our advertix- 
ment pages to-day.) | 


Applications for British Trade Marks.—Appended is 2 
summary of the recent applications for British trade mark: 
in respect of goods and productions connected with the eec 
trical trades and industries. Firms desiring to enter an 
objection to any of the applications have one month in whic: 
to do so from the dates given below :— 

Lucas. No. 415,346. Class 6. Dynamos, magneto-electri: 

machines, and electric self-starters, all for use on motor-driven 
vehicles. Мо. 418,347. Class 8. Accumulators, ammeter. 
voltmeters fitted electric switchboards and resistances 
Joseph Lucas, Ltd., Great King Street, Birmingham. M 
3156, 1922. 
* Armature design. No. 421,389. Class 8. Accumulator. 
batteries, dry cells, cables, resistances, fitted switchboarde. 
&c. The General Electric Co., Ltd., Magnet House, Kig- 
way, London, W.C. Мау 3lst, 1922. 

Botrade. No. 424,065. Class 13. Electric fittings and 
accessories.—S. Bill & Co., Ltd., 146, Queen's Road, Aston. 
Birmingham. May 815%, 1922. 


Batteries for Sale.—The City Accumulator Co.. of 72. 
Mark Lane, London, E.C.3, has a stock of 90,000 Fuller 
Block-type accumulators (surplus Government stock) for sale 
at bargain prices for wireless sets. | 


Electric Lighting Sets for Commercial Motor Vehicles.— 
A special dynamo electric lighting set, known as the E.B.C.. 
for use on commercial motor vehicles, has recently ben 
introduced by the E.B.C. Electrical Co.. Ltd., 62, Eagle Street. 
High Holborn, London, W.C. 


The Cambridge Royal Show, 1922. —At the show of the 
Roval Agricultural Society, being held at Cambridge, from 
July 4th to Sth, Messrs. Ruston & Hornsby are showing in ad- 
dition to a large collection of agricultural machinery and 
oil engines, small lighting and power seta, driven by petrol 
and paraffin engines. ` 
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The Import Trade of India.—H.M. Senior Trade Commis- 
sioner in India, in forwarding to the Department of Overseas 
Trade the March number of the Monthly Trade Returns of 
the Government of India, states that although there has been 
a considerable falling off in trade owing to the world-wide 
depression, and also to the enormous carry-over of stocks 
from the previous vear, the United Kingdom has more than 
held its озуп IN Comparison with its prineipal competitors. 
The most noteworthy feature is, perhaps, the increase an tue 
imports from Germany from 4.75 crores to 7.24 crores, the 
increases being mainly. under the headings of dyestuffs, hurd- 
ware, glassware, iron and steel, and the various miscellaneous 
articles of the bazaar trade in which Germany excelled before 
the war. The principal countries in order of importance 
contributing to India's imports are now the United King- 
dom, Java (owing to increased imports of sugar), the United 
States, Japan, Germany, and Belgium. 

The most remarkable feature of the vear has been the pro- 
digious import of machinery and millwork. In 1920-21 th. 
total was 22.37 crores, but in the vear under review this had 
increased to 34.25 crores, of which the United Kingdom 
supphed no less than 28.32. crores and the United States 
451 crores. British shipments increased during the year bv 
almost 1l crores, and Ainerican supplies by 4 crore. Тһе 
principal increases were under the following heads :— 


1920-21. 1921-22 

Rs. Crores. Rs. Crores. 
Cotton machinery wa PEE: 27. dee 3.07 7.64 
Jute machinery Ж us pu "T as 2.7 4.32 
Electrical machinery з з ve dis 2.19 3.90 
Boilers е} - n T Vs sin 1.59 2.55 
Mining machinery Re T x s 32; .30 .62 
Oil crushing and refining machinery ... eau OR 4 
Paper mill machinery pu UN T А 2 34 
Rice and flour mill machinery ... 225 Ms eM .64 
Sawmill апа wood-working machinery... Me 18 ‚зө 
Sugar machinery "s ж 2 da: “ea 17 ‚88 
Shuttles ss iis isa i» bus gu 14 17 
Miscellaneous machinery _... ak е she 4.13 6.40 


The only serious competition in machinery at the present 
time is that froin the United States, and, even in this case, 
the United. Kingdom more than maintained its position. An 
increase in the imports from Germany from 17 to 55 lakhs 
should be noted. This consisted very largely of rice mill 
machinery and sugar plant. 

The total imports of railway plant and rolling stock show a 
considerable expansion, from 14 to nearly 19 crores, of which 
the United Kingdom supplied 18.4 crores. In this enormous 
trade there js аз vet very littie competition, the imports from 
America in the year under review being only 13 lakhs. Im- 
ports from Australia, mainly sleepers. rose from 12.4 to 20.5 
lakhs, while those from Canada fell from 20.75 to 2.14 lakhs. 
The expansion in this valuable trade may be expected to con- 
tinue in view of the new capital expenditure programme on 
railways, which amounts to 30 crores per annum for five 
years. 

The trade in electrica! instruments and apparatus has been 
well maintained. the total imports in 1920-21 being 4.18 crores, 
as compared with 4.06 crores in the past vear. Supplies from 
the united Kingdom show verv little alteration, and are 
roughly 70 per cent. of the total (2.84 crores). American 
shipments were, however. reduced from 95 to 80 lakhs, while 
those from Italy rose from 71 to 163 lakhs. 


Riley Stokers at Gennevilliers.—Referring to the Rilev 
stokers installed at the Gennevilliers power station of the 
Union d'Electricité. Paris. which was described in our issue of 
April 14th, 1922. the makers, Messrs. Fama (Soc. Anon.) in- 
form us that each Riley stoker is assembled from 36 self-clean- 
ing retort-units. arranged in two rows each 18 retorts wide. 
on an undivided archless furnace 30 ft. wide by 23 ft. deep: so 
that the entire area—-6% sq. ft.—is covered bv fuel in activo 
combustion, the ineandescent. surface of the whole of the fuel 
hed radiating heat direct to the full length of the front tubes 
of the 5-drum Stirling boiler, which is guaranteed to produce 
175.000 Ib. of steam hourly. Each 36-retart Riley stoker has a 
capacity for burning twelve tons of coal hourly, and the fans 
ean furnish. 500.000 1b. of air hourly, the air for combustion 
ne positively ` distributed by the tuyéres of all the 36 
retorts. 

The company called “ Fama " now possess au exclusive 
licence under the Riley patents to construct and install the 
well-known Rilev stokers for Great Britain and its Dominions, 
as well as for France, and a British company will shortly be 
constituted bv it. In the meantime, inquiries for Riley stokers 
should be addressed to Fama, 64, Mark Lane, London, E.C.3. 


A Belgian Manufacturing Works.—The directors of the 
Société d’Electricité et de Mécanique (Procédés Thomson- 
Houston et Carels), reporting on the past year, state that an 
Improvement in business took p'ace in the autumn, and this 
continued on a larger scale in the new financial year; but 
competition, both in the Belgian home market and in export 
. markets, was very keen, and orders could only he obtained 
by making large sacrifices. Thus the reduction in the sale 
prices of mechanical and electrical plant was from 30 to 50 
per cent. as compared with the prices in 1920, and was by 
no means in proportion to the decreases in the prime costs. 
After several months of scarcelv intense production of the 
first series of electric motors, the company fram the begin- 
ning of 1921 had considerably to limit this output and begin 


as rapidly as possible the construction of all types of motors, 
alternators, generators, and transformers necessary . to: meet 
the requirements of customers. These new manufactures 
were quickly diminishing the extent of the deliveries. from 
assoclated companies, and at the same time permitted the 
company better to meet competition, and’ the time. was 
approaching when 1t would be possibile to turn- out at the 
Ghent works all the plant which it was of interest from an 
economic point of view to manufacture in Belgium. These 
manufactures were executed according to tbe calculations, 
drawings, methods, and processes of the company’s апей 
interests—the American General Electric Co. and the French 
lhomson-Houston Co. Аз a matter of particular interest the 
report mentions the construction of an electric winding 
engine for the Limbourg-Meuse Collieries, which is the most 
powerful of its kind in Belgium, and it then deals with the 
business transacted in steam engines and  Diesel-Carel oil 
engines. The accounts show net profits of 1,049,000 fr. for 
1921, permitting of the payment of я. dividend at the rate of 
ә per cent. on the share capital of 36,720.000 fr. 


Chinese Notes.—Towards the end of the vear 1921 an 
electric-light plant was installed in town, says the Hunchun 
Trade Report, by а Chinese concern, with the assistance of 
two Russian mechanics. It supplies light for public and 
private use, and power is supposed to be also available for 
operating a flour mill and a sawmill. If successful, the ven- 
ture may initiate an era of industrial development in the 
district. 

The merchants of Nantungchow have organised an electrical 
company in Tienshen-kang, Nantungchow. | 

The Electric Light Co. of Anking, Anhwei is installing new 
lant. : 
| It was decided by a stockholders’ meeting of the 'Ta-Yu-Li 
Electric Co., of Hangchow, to establish tramways there. 

A telephone system for the different districts in Kaifeng, 
Honan, will be established very soon. To lee E 

The Yang Lu Electric Light Co., Kiukiang. Kiangsi, has 
extended its business. i 

Taihing, Kiangsu merchants recently organised an electric 
light company. 

The Ming Hua Electric Bulb Factory will start work 
shortly. 

The Tientsin Tramway Co., Ltd., plans to build two more 
lines—one from Kwanyinhou to the Central Station and the 
other from Peitakwan to the West Station. Work will soon 
be commenced. | 

An electric light company was recently organised by the 
merchants in Tehtsing, Chekiang. 

The Ling Hu Tung Li Electric Light. Co., of Huchow. 
Chekiang, has been granted a licence by the Ministry of 
Agriculture and Commerce. | 

The Pao Sing Electric Co., in Hupeh, was registered by the 
Ministry of Agriculture and Commerce. " 

The Peking Tramways Co. is entirely Chinese. Originally 
а concession was given to the Banque Industrielle de Chine, 
but on the representations of various publie bodies, which 
reminded the Government that tramway undertakings are 
generally controlled by municipalities, the first agreenent 
was superseded by a second, and this whittled down the соп- 
cession to such an extent that the French bank was only 
given the privilege of appointing certain officials. The 
capital of the company was announced at $4,000,000, 
$9.000,000 to be subscribed by the Chinese public and 
$2 (410,000 by the Government. Public subscriptions amounted 
to $2,000.00, so the first call was for $500,000 from the pub- 
lie and $500,000 from the Government. The arrangement 
between the Banque and the Government was that the 
latter' share of the capital should he furnished out of its 
credit with the Banque. However, the Banque suspended 
operations soon after the second agreement was signed, and 
left the Government to find the $500.000 unaided. There was 
a long delay before the money was forthcoming. Eventually 
the Ministry of Finance found the Government quota, and, 
us the necessary preliminaries had been completed, tenders 
were called. ‘There are eleven directors in the company—six 
elected by the Government and five by the Chinese share- 
holders. One of the stipulations of the agreement between 
the Banque and the Government was that the Peking 
manager of the Banque Industrielle should have a seat on 


‚ {Һе board. That seat has been left vacant since the suspen- 


«on of the Banque. The remaining ten directors—all 
Chinese—have met on numerous occasions, but the French 
bank representative has never put in an appearance, although 
nominally he remains a director. The company is governed 
according to Chinese law. Tenders for the supply of power 
Want, machinerv, rolling stock and accessories, have been 
received from the following firms: Siemens (China); Innis 
and Ridd'e: British Electrical & Engineering Co.; Mitsui 
Bussan Kaisha: Arnhold Brothers; Jardine. Matheson; 
Anglo-French (China! Corporation; Compagnia Italiana 
d'Estreme Oriente: Chinese Commercial Corporation; Zede- 
lius, Westnhal & Co.: Sintoon Overseas Trading Co.. Reiss 
and Co.: Wah-Chang Trading Co.: Liang Mao Trading Co.; 
Andersen, Mever & Co.: and William Forbes & Со. 
These tenders are now being examined by a commission of 
experts, who will make their recommendations in due course. 
The laying of the track is expected in the late summer. ' 
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Trade with Chile and Bolivia. —Mr. W. F. Vaughan Scott, 
who has been Commercial Secretary to H.M. Legation in 
Santiago, Chile, is at present in the United Kingdom pending 
transfer to another post, and will be in attendance at the 
Department of Overseas Trade, 35, Old Queen Street, London, 
S.W.l, until June 24th. He is prepared to interview firms 
interested in trade with Chile, and will also, if desired, furnish 
general information concerning trade with Bolivia. It is pro- 
posed that after June 24th he shall visit some of the important 
industrial centres in the provinces. Applications for inter- 
views with Mr. Vaughan Scott should be addressed to the 
Department, and the reference 3808/TG/GP quoted. Ав a 
measure of economy in public expenditure, the post of Com- 
mercial Secretary for Chile was suspended as from May Ist. 


. New Belgian Company.—There has been formed at Sam- 
eon (Maizeret) the Usine Hydroelectrique du Samson, with 
& capital of 1,000,000 fr., for the generation and supply of 
electricity and the manufacture and trade in ac¢umulators 
and other electrical apparatus. 


Book Netices.—'' Train Lighting (Leitner Shale ad 
this little book, profusely illustrated and handsomely pro- 
duced, full particulars of the Rotax train lighting system, 
with the latest modifications, evolved from the earlier 
" Leitner '" system, are given. The latter has been used 
largely by the Great Western and other railway3, since its 
inception, 17 years ago, and the teachings of experience are 
embodied in the present system, which employs the Leitner 
auxiliary-brush constant-pressure variable-speed dynamo, the 
Rotax-Leitner regulator and auto-switch, &c. Numerous 
diagrams and performance curves are included, as well as 
a large-scale set of curves showing complete cycles of battery 
charge and discharge pressure and current, which appear to 
be highly satisfactory. 

'" The Faraday House Journal," Summer Term, 1922. Lon- 
don: Faraday House.—This number contains numerous in- 
teresting personal notes; an article on the protection of alter- 
nating current svstems, by R. W. Biles; a list of appoint- 
ments secured by ''Faradians "; and examination resulta. 

Robertson'à Universal Method for Export and Import Trade. 
By I. Robertson. Pp. 88. London: Scott Armstrong & Co. 
Price 2s. 6d. net.—This manual expounds,a method of mak- 
ing quotations in foreign currencies which the author de- 
scribes as ''simple and universal," requiring no elaborate 
calculations, and saving much time. The essential feature of 
the method is the expression of values in terms of one parti- 
cular coin (and decimals of that coin) for each country con- 
cerned; for instance, the penny is made the basis of cal- 
culation for all British valuea, the franc for French values, 
and so on. Consequently. for each pair of countries only one 
multiplier is required for the conversion of prices at a parti- 
cular rate of exchange, and with the aid of tables of these 
multiphers covering the whole range of rates of exchange 
(published separatelv), the conversion of values is rendered 
a simple matter. The same principles are applied to units of 
length, weight, &c.. and to prices per unit of length or 
weight in the various national systems. 

Scientific Paper No. 434 of the U.S. Bureau of Standards, 
** Blectromotive Force of Cells at Tow Temperatures.” Wash- 
ington : Government Printing Office. Price 5 cents.—The 
practical importance of a knowledge of the behaviour of dry 
cells and storage batteries at low temperatures has arisen 
from their use at high altitudes and in Polar regions. This 
paper gives the results of testa carried out with the use of 
liquid air (—170 deg. C.). and carbon dioxide snow (—79 deg. 
C.B.). At the lowest temperatures high values of voltage 
were sometimes observed, and the polarity was often re- 
versed. | 

“Journal of the Junior Tnstitution of Engineers." Vol. 
XXXIT, Part 9. June. 1922. London: Percival Marshall 
and Co. Price 2s.—The principal paper embodied in this 
number is ‘‘ The Influence of Condenser end Choke Coil 
Protective Devices on Travelling Electric Waver.” bv S. 
Austen Stigant, A.M.ILE.E. The reports of local sections 
appear, together with abstracts of "''lecturettes,"" &e. A 
report of the annual dinner is also included. 

“ Practical Engraving on Metal" (141 mnn). London: 
Percival Marshall & Co. Price 1s. 6d. net.—This monograph 
covers various phases of the art of metal engraving. Com- 
mencing with a short historv of engravers and engraving. 
it. passes to a detailed description of the necessary tools and 
the preparation of metal. The remainder is devoted to prac- 
fice, and includes such work as heraldry, crests, monograms, 
Japanese work, lettering, gun-engraving, etching, stencil cut- 
ting. &c. 

“ Railway Electric Traction.” Bv F. W. Carter. Pp. viii 
--41?; fies. ОМ. Тоо": E. Arnold & Co. Price 254, net. 

“* Та Trade Unionism Sound?" By J. H. Bunting (98 pp.). 
Tandon: Benn Bros. Ltd. Price 9з. 6d. net.—This ік д 
recond and cheaper edition of the work reviewed in our issue 
of Sentember Brd, 1991 (p. 405). 

“ History of the Telenhone and Telecranh in Brazil." Ву 
Victor M, Berthold (99 pp). New York: American Tele- 
phone and Тејесгат Co.— This work gives an enormous 
volume of details of concessions granted bv the State to com- 
panies and private individuals: the treatment ія commercial 
rather than technical., Appendices give the full text of 
several decrees. 


“ Amateur Wireless," No. 1. Pp. 20, illustrated. London: 
Cassell & Co. Price 3d. weekly.—This is the first appearance 
of a weekly periodical which is to be devoted to the subject oí 
wireless telegraphy and telephony from the amateur’s point 
of view. The articles in the present issue explain in simple 
language such devices as the thermionic valve, crystal receiv- 
ing sets, aerials, &c. Full instructions are given to enable the 
reader to make up a receiving set, and а competition, in 
which the prizes are receiving sets, is also instituted. 

" Handbook of Commercial Geography." By G. G. Chie 
holm. Ninth edition. Pp. xvi+824, with maps and diagrains. 
London: Longmans, Green & Co. Price 25s. net. 

"Model Electric Locomotives and Railways.” By Н. 
Greenly. Pp. 312; figs. 326. London: Cassell & Co., Ltd. 
Price 6s. net. 


Outings.—On Wednesday, June 7th, the employes of the 
Woking Hlectric Supply Co., at the invitation of the directors, 
held their first outing. The male members of the staff, nuru- 
bering some 50 men, were photographed and then started 
in two charabancs for Brighton. Weather conditions were 
perfect. There was a brief halt at Horsham *‘ to cool the 
engines." After a cold collation at the Hove Cricket Ground 
Hotel, each man went whither his fancy led him, anu 
the party rejoined the charabancs at the *“‘ Black Rock" 
for the run back to Woking. The ladies of the staff had their 
own outing in their own way in the form of a charabanc run 
to Southsea. 


Amalgamation of Canadian Companies.— he National 
Electric Products, Ltd., has amalgamated with the Dominion 
Oxygen Co., Ltd., and the enlarged company has plans under 
way for a chain of branches at all important industrial 
centres in Canada. Plant is located at present in Montreal, 
Toronto, Hamilton, Merritton, Quebec, Shawinigan Fa'ls, 
Welland, Windsor and Winnipeg. The Dominion Oxygen 
Co. is affiliated with the National Carbon Co. and the Frest- 
O-Lite Co., of Canada, two of the largest corporations of their 
kind. The undertaking is being carried out on a basis of ex- 
change of securities.—Reuter’s Trade Service (Montreal). 


The Austrian Government Contract with the A.E.G.—The 
contract between the Austrian Government and the A.E.6. 
of Berlin, in connection with the sale of the great munition 
works at Wollersdorf, is for a period of fifty years, which may 
be prolonged. The capital of the Wollersdorfer Werke Co. 
amounts to 1,000 million kronen. The Federal Government 
will receive one-third of the shares representing Austrian 
capital, which must form at least 60 per cent. of the total 
capital. The works will operate principally for exportation 
without competing with Austrian industry, and in accordance 
with the Peace Treaty will cease manufacturing war munt 
tions. The Government will receive 50 per cent. of the profit: 
realised, and in addition one-third of the dividends distri 
buted. The works will be handed over to the Allgemeine 
E'ektrizitats Gesellschaft in a few days.—Heufers Trade 
Service (Vienna). 


Dr. Rathenau's Policy.—If one is to speak of the policy 
of Dr. Ruthenau, Germanv's Foreign Minister. in the future. 
one must remind one's readers of his past activities. It is well 
known that Rathenau was of great assistance to Dr. Wirth 
even in the days when he was & private individual and head 
of the A.E.G. To-day Rathenau 1s responsible for the entire 
German foreign policy, which has found important practira: 
expression in the Wiesbaden Agreement and the Rapa» 
Treaty. In the Wiesbaden Agreement he was supported bi 
the majority of the German people and in the Rapallo Treats 
bv the entire nation. To read Rathenau's books is to тесш- 
rise that he is a clever politician, and his past record pro 
that he is a first-class business man, for otherwise he coul 
not have been the head of a huge organisation like the А.Е... 
Such a combination—namely, the capacity of being а gov 
business man and also a'clever politician—is very rare indee 
to-day in Europe, and it explains his success.— Елате 
Times. 

The Berlin correspondent of the Financial Times suggest 
that the trade boom which is due to the low value of the 
mark, is about to end. He savs that the big industrial con- 
cerns are building up the biggest possible reserves to ше“! 
disastrous times for Germany, which may lead to such 4 
catastrophe as the world haa never seen. With regard to Her 
Rathenau, the writer savs that the Wiesbaden  Agreemen! 
has made him more popular than ever, and even his politi. ài 
enemies have supported him in the conclusion of this agrè- 
ment, because his main object was to find some mean: t 
foster forgetfulness of war and to help Germany to recover 
the friendship of her neighbours. But how is it possible for 
those neighbours to forget Herr Rathenau's war-time wam 
ing that the next war must not start a year too soon” 


The Cuban Market for Wire Products.—We have receive? 
from the Department of Overseas Trade a copy of a rep 
bv H.M. Chargé d'Affaires at Havana, on the market for wire 
and wire products in Cuba. On application to the Department 
in London information may be obtained of the princiral 
hardware importers in Cuba, of local factories manufacturinz 
articles from wire, and of mining companies operating 10 


Cuba. 


Vol. 90. :Ко. 2,325, JUNE 16, 1922.] 


THE ELECTRICAL REVIEW. 


845 


Swedish Electro-Mechanical Industry.—The report of the 
Swedish Electro-Mechanical Industry Co. states that after 
writing off 234,000 kronen for depreciation of stocks and 
doubtful debts, the year 1921 closed with a loss of 696,000 kr., 
most of which has been carried forward. Despite the de- 
pression it was poasible for the company to increase the 
volume of the turnover, although the value of the latter did 
not quite reach that realised in 1920. The export trade, 
which was commenced last year, largely contributed towards 
the augmentation of the turnover, and the company’s 
machines and transformers were now well introduced in the 
markets of Norway, Finland, Belgiuin, Spain, and Australia. 
During the new financial vear it is intended to continue 
in the same direction and seek further to extend the 
export trade in order, thereby, to provide compensation 
for the reduced demand ід the Swedish home market. The 
company delivered in 1921, 1,146 three-phase generators and 
motors of a total of 24,000 h.p. (2,200 of 19,200 h.p. in 1920), 
and 1,135 transformers of 40.000 kW (1,200 of 30,000 kW in 
1920). 


An X-ray Exhibition.—In connection with the Congress of 
Radiology and Physiotherapy. an exhibition of modern X-ray 
apparatus was held last week by Messrs. Х-Каув, Ltd. As 
no supply of electricity was available at the official exhibition 
rooms, the firm arranged the show at its showrooms in order 
to be able to demonstrate the method of operating the various 
devices. Considerable interest was excited by the representa- 
tive selection of the firm’s manufactures exhibited. 


LIGHTING AND POWER NOTES. 


Algeria.—HYDRO-ELECTRIC ScHEME.—In order to meet the 
increasing demand for electricity for lighting and power pur- 
poses at the iron ore mines at Кошпа, the Société des Mines 
Fer de Rouina is establishing a plant to utilise the water-power 
of the Kherba falls on the River Cheliff. Three sets of 400- 
һ.р. turbines and generators have already been delivered, and 
are in course of erection. The power generated will be trans- 
mitted at 20,000. V а distance of 51 miles. At the steam- 
operated power station—which will serve as a stand-by when 
the hydro-electric plant is completed—a new 300-h.p. Diesel 
engine and alternator have been installed, bringing the 
capacity of the plant up to 630 h.p. 

Australia.—Niw SoutH WaLks.—[The report of the Chief 
Electrical Enzincer of the State Department of Public Works 
(Mr. W. Corin) for the year ended June JUth, 1921, records 
а preat deal of hydro-electric survey work. One of the prin- 
cipal schemes projected is the erection of а 15,000-kW station 
on the Murray River. Owing to the financial position it was 
found inadvisable to proceed with the Barren Jack and 
Nvyniboida developments, but a certain amount of preliminary 
work was carried out. The hope is expressed in the report that 
steps will be taken to form an Electric Power Commission, as 
the lack of such a controlling authority will, it is thought, 
lead to increasing difficulties and overlapping in the matter 
of electricity supply throughout the State. The action taken 
bv other Australasian States 1s quoted as a guide to procedure. 
Amongst other recommendations are that Customs duties 
on imported machinery should be remitted, due regard being 
paid to the welfare of home industries; that the Sydney 
Council's plant should be improved to meet Government 
requirements; and that several applications for loans for elec- 
tricity purposes made by municipalities should be granted. 


Bangor.—Year’s WonkiNG.—There was a deficit on the 
working of the electricity undertaking of £668 during the 
past year. | 

Birkenhead.—TI.osN.—The Electricity Committee has recom- 
mended the Town Council to applv to the Electricity Commis- 
sioners for sanction to the borrowing of £11,910 for electricity 


purposes. 
Blackrock (Co. Dublin).—FEtectricity — Scprry.— The 
Urban District Council has applied to the Ministry of 


Economie Affairs (Irish Provisional Government) for a special 
order under the Electricity (Supply) Act, 1919, authorising it 
to supply and distribute electrical energy for lighting and 
power purposes within the urban district. 


Bolton.—I.o1v.—Application is to be made to the Electricity 
Commissioners for sanction to borrow £23,500 for, transmission 
lines, cables, and switchgear. 


Burnley.—Yr4An's WonktNG.—There was а surplus of £916 
on the working of the electricity undertaking during the past 
vear. 

Carnarvon.— Fiant  ExrENsioNS.— The National Electric 
Construction Co., which supplies the town with electricity, 
having called the Council's attention to the necessity for pro- 
viding additional plant at an estimated cost of £8,000 in 
order to cope with the increased demand for electricity, the 
Electricity Committee has requested its consulting engineers 
to submit an alternative scheme. The present agreement 
expires three vears hence, hut provision exists for an exten- 
sion of the period. Tt is anticipated that the cost of obtaining 
& supply of electricity in bulk from the North Wales Power 
Co. would be about £12,000. 


Canterbury.—Lo4N.—The Town Council has applied to the 
Electricity Commiseioners for sanction to the borrowing of 
со being excess expenditure in respect of new generating 
plant. 

 Continental.—FRANcE.—La Société de l'Union d'Electri- 
cité, of Paris, in conjunction with the Compagnie des Chemins 
de Fer de Paris-Orleans, has recently formed a new company 
with the title La Société d L'Union Hydro-é‘ectrique, with 
the object of establishing a generating station to utilise the 
water-power of the River Creuse. The plant, which will have 
a capacity of 40,000 kW, will be utilised to supply the power 
for the electric railway between Paris and Chateauroux. 

Work is in hand on the erection of a new 10,000- 
kW turbo-alternator at the power station of the Compagnie 
Centrale d'Energie Electrique at Grand-Quevilly. Another set 
of similar capacity 1s also on order. 

Norway.—According to the Board of Trade Journal, the 
committee appointed to inquire into the supply of electricity 
by a national plant to the whole of the country hae prepared 
temporary recommendations as to the supply of energy to 
East Norway. The main source of power for this district will 
be the Nore station, the construction of which should be 
continued. The Raanaasfos station has been finished, but is 
not yet under full load. The Morkfos-Solbergfos scheme will 
be completed in 1924, and will yield about 40,000 kW. In 
addition, there will be about 20,000 kW available from Rjukan. 
This new power is comparatively expensive, and the general 
economic situation indicates that the demand for power will 
not increase to a great extent. Considerable new quantities 
of power can, however, be acquired at comparatively little 
cost by the regulation of the Glommen and Numedalslaagen 
—operations which call for a comparatively large staff of men, 
but do not require much in the way of material. A number 
of price reductions are proposed by the committee. 

Russia.—It is reported that the inauguration of the power 
station at Kaschiry, which is 62 miles distant from Moscow, 
took place last week. The station. which was commenced 
three years ago, 18 supplied with coal from the Moscow basin, 
and is the largest generating station in Russia. 

Betcium.—During the past year the mains of the Société 
d' Electricité de l'Ouest de la Belgique have been increased from 
825 km. to 458 kin. The company is negotiating for further 
concessions in the area covered by the mains, while & new 
overhead line transmitting electrical energy at 50,000 volta, 
bra Sweveghem and Renaix, has recently been com- 
pleted. 


Crewe.—Price REpucrioN.—The Town Council has reduced 
the price of electricity by 12 per cent., and has applied to the 
Electricity Cominissioners for permission to run an overhead 
cable to Sydney. 


Dumifries.—Prorosep PuncHAsF.— The Town Council has 
received the terms upon which the Electricity Co. would 
be prepared to transfer its undertaking to the Council, 
and the offer has been placed before the consulting engineer 
to the Council for investigation. 


Hastings.—Loans.—The Town Council has applied to the 
Electricity Commissioners for loans of £7,000 for mains and 
£5,418, excess expenditure on various works. 


Edinburgh.—EXTENSION OF SuPPLY.—The Electricity Com- 
mittee has recommended that the city mains be extended to 
Cramond village. 


Kirkburton.—E Lectricity Suppty.—The Urban District 
Council has asked the Yorkshire Electric Power Co., Ltd., 
to submit a scheme for lighting the district with electricity. 


Leeds.—Loax.—Application is being made to the Electricity 
Commissioners for sanction to the borrowing of £200,000 for 
mains extensions for the next two years. 


Leigh (Lancs.).—Price Repuctions.—The Electricity Com- 
mittee recommends that аз from July 1st the prices for e:ec- 
tricity be reduced as follows :—For lighting, 10 per cent.; for 
ordinary power and heating purposes, 15 per cent.; for a.c. 
supplies, 10 per cent. 


Lincoln.—Yr4n's WoORKING.—There was a deficit on the 
working of the electricity undertaking for the past year of 
£12,833. 

Lyme Regis.—PRoPposED PURCHASE OF UNDERTAKING.—Col. 
Ekin held a Government inquiry on June 8th into the applica- 
tion of the Town Council for an order to enable it to purchase 
the undertaking of.the Lyme Regis Electric Light and Power 
Co., Ltd. It was stated that the qucd price agreed upon 
was £9,750, and it was proposed to expend an additional 
£8,000 on extensions and improvements. The price charged 
by the company was le. per unit, and it was proposed to 
increase this to 1s. 2d., with a maximum charge of Is. 6d. 

Lytham. — Loan SancrioneD. — The Electricity Commis- 
sioners have sanctioned the borrowing of £26,050 for electricity 
purposes. 

Maidenhead.—Price Repuction.—The Town Council is 
reducing the charge for electricity for lighting from 10d. to 
9d. per unit as from June 30th. 

Newcastle — (Staffs.). — YeaAr’s WonkING.—The total 
revenue of the electricity undertaking (Engineer: Mr. A. J. 
C. de Renzi) for the year ended March 31st last was 28,697, 
as compared with £7,816 in the previous year. The total 
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expenditure (including £59 in connection with the North- 
West Midlands electricity jnquiry) was £4,641, as against 
£5,295, leaving a gross profit of £4,056 (£2, 521). The net 
result, after payment of capital charges, was a profit of £995 
(£24). The total number of units sold rose from 303,145 to 
325,501. The result from a small undertaking, as this is, was 
very satisfactory. We are informed that while the price of 
gas in the district remains at double the pre-war price, the 
eee price of electricity is only 70 per cent. above the 1914 
evel | 


Swansea.—YrAg's WoRnkiNG.— The annual accounts of the 
Corporation electricity department show a net profit of 
£3,422 for the past year, as compared with 43,876 in the 
previous year. , 

Tonbridge.— Price REBUGHORS: —The Urban Council has 
reduced the charge for electricity for private lighting by 2d. 
per unit, and for street hghting py o0 per cent., as from 
October Ist. | 

Woolwich. — Yrir’s Ww ORKING. — There was a loss of 
£17,481 on the year’s working of the electricity undertaking 
for the past year. 

- York.—LoasNs.—The Town Council has applied to the Elec- 
tricity Commissioners for loans of £1.200 for two air filters, 
£2,000 for transformers, and £3,000 for services. 


TRAMWAY AND RAILWAY NOTES. 


Ageia Е ErEcTRIFICATION.— The railway connect- 
ing the mines at Rouina with the railway station is being 
electrified. Three locomotives of 66 h.p. have already been 
delivered. 


Burnley.—TnRack RexewaLs.—The Tramways Committee has 
recommended the Town Council to apply to the Ministry 
of Transport for sanction to borrow £46,950, less £9,450 sink- 
Ing fund contributions outstanding on work to be superseded, 
for track renewals. 

YEAR'S WoRKING.—The tramway undertaking shows a 
deficit of £2,314 on the working for the past year. 


Canada.—OnTario Rawways.—Agreements which seem to 
be finally completed for the purchase of the radial railways 
and electric power companies by the Province of Ontario and 
the city of Toronto from Sir William Mackenzie and his asso- 
ciates will require Toronto to assume obligations amounting 
to $30,000.000 (6.000.000) and the Provincial Government 
$18,000,000 (£3,600,000).—The Times. 


Colchester.—YraAg's WorkING.—The annual report on the 
working of the tramway undertaking for the past year shows 
a net deficit of £3,200. — 


Lincoln.—Yr4r's WorkInG.—-There was a loss of £644 on 
the working of the tramway undertaking for the past year. 

Loüdon.—Crry & SoutH Lonpon Ram way.—The section of 
the City and South London Railway between Euston and 
Moorgate will be closed for reconstruction on August Sth. 


Ramsbottom.—Yran's Workixc.--The annual report on 
"the working of the tramway undertaking for the past year 
shows a deficit of £1,765. 


West Bromwich.—)_oan.—The Town Council has decided to 
apply to the Ministry of Transport for sanction to borrow 
£75,000 for the reconstruction of the tramway system. 


TELEGRAPH AND TELEPHONE NOTES. 


Belgiam.—New WIRELESS Station.—M. René Corteil, prin- 
cipal of the wireless department of the Belgian Telegraph 
Administration, recently lectured before the Belgian Associa- 
tion of Engineers in Brussels on the projected inter-continen- 
tal wireless station which the Belgian Government has 
decided to erect at Ruysse'ede for communication with the 
United States and the Belgian Congo. After having instituted 
an international competition, M. Corteil stated that the con- 
tract for the equipment of the proposed station had been 
awarded to the Société Indépendante Télégraphie Sans Fil. 
of Brussels, for the sum of 14,688,000 fr. The State would 
have to install the fecder lines and the telegraph and tele- 
phone lines. and these and other works would increase the 
total expenditure on the station to 20,000,000 fr. The station 
will extend over an area of 350 acres, having a length of 
2.035 metres and a width of 700 metres. The antenna alone 
will cover 118 acres, and the power of 500 kW will be 
` furnished either by one or two alternators. 


TIndia.—TELEGRAPA SERVICE.—At the end of March, 1921, the 
Indian telegraph system consisted of 55.417 miles of route, 
comprising 369,273 miles of wire, the increuse during the 


year being 11,801 -miles of . wire or .cable conductor. The 
number of offices maintained by the department throughout 
the country was 10,440.  . t 

Pouick  WiRELESS.— The Madras. Covenant has. ordered 
seven wireless sets from the Marconi Co. for use in the rebel 
area of Malabar m conjunction with the auxiliary police, bays 
the Daily Mail. 


Japan.—WinELEss TELEPHONY.—In order to relieve the con. 
gestion on the telegraph service between Tokio and Osaka, 
a plan is being considered by business men of the two cities 
for the establishment of a wireless telephone service between 
the two points, with Nagoya as the intermediate station. An 
application. has already been filed. with the Department of 
Communications for the establishment of a wireless telephone 
service between Osaka and Nagoya by the representative of 
the Daido Electric Motor Power Co., which is one of the 
promotors.—4euter's Trade Service (Tokio). 


South Africa.—AvUTOMATIC EXCHANGES.—The Posts and Tele- 
graphs Department will shortly install the first automatic tele. 
phone equipment in the public service at Camp's Вау. It is 
not a full automatic exchange, but is what is known as the 
community telephone switchboard, and provides means 
whereby new subseribers can be accommodated und also those . 
on existing telephone lines through an automatic connection. 
Another installation is befng put in ut Pretoria.. Prepara- 
tions are being made for the installation of regular automate 
exchanges in Port Elizabeth and Maritzburg. which will 
probably be put in hand within the next twelve months.— 
South African Mining and Engineering Journal. 


The Telegraph Service. —TeLecram Trarric.—During April 
last the number of telegrams which passed through the 
Central Telegraph Office, says The Times, was 3,000,000, the 
highest figure since July, 1921, when 3,625,143 messages were 
dealt with, and 660,000 more than in April, 1921. The 
Instances of complaints of delay from all causes durigg April, 
1922, were only eight. The number of telegrams received 
from subscribers to the telephone system during the financial 
year Was 752,022. an increase of 49,859 over the correspond- 
Ing period of 1920-21. The number of telegrams delivered by 
telephone was 663,754. or 2 per cent. less than in the previous 
year. ‘The number of telegrams which passed through the 
cable room of the Central Telegraph Office was 9,324,525, as 
compared with 9,405,297 in 1920.2]. Direct wires are now 
worked from the London Stock Exchange to Paris and 
Ainsterdam, and have fully justified themselves. "There was 
an increase of 11 per cent., or 1,116,218 words, in the trafic 
sent bv the Imperial Cable, the respective figures for 1920-21 
and 1921-22 being 9,855,610 and 10,999,858. The Central Tele- 
graph Office is now carrying on wireless services to Berlin, 
Cologne, Posen, Rome, and Egypt. News handed in at that 
office іх broadcast from the Post Office wireless station at 
Teafield, near Oxford, and is picked up in India and 
Australia, except when atmospheric conditions are unfavour- 
able: a regular wireless news service is carried on with 
Halifax, Canada. 

WIRELESS Rates.—A reduction in the rate for deferred wire- 
less messages via. Marconi from Great Britain and Ireland to 
the Eastern zone of Canada from 44d. to 4d. per word is 
announced. TIt became effective from June 12th so far as 
messages handed in at Marconi offices 10 London are cov- 
cerned, and at a date which will be notified in due course for 
messages handed in at post office counters шоно the 
country. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the tssue of the oe Ши in which the 
“ Official Notice ” appeared.) , 


OPEN. 


Australia.—MttBovunNE.—Melbourne. Tramways Board wil 
shortly invite tenders for the supply of 60 single-truck ele 
tric tramcars, delivery to be spread over a period of twe 
years.—Reuter'a Trade Service (Melbourne). 

PERTH (W.A.).—July 26th.  Postmaster-General’s Depart- 
ment. Telegraph and/or telephone apparatus, testing instru- 
ments, protective apparatus (sched. 784). (June 9th.) 

WARATAH (N.S.W.).—July 31st. Commonwealth Steel Pro- 
ducts Co., Ltd. One 300-kW rotary converter, complete with 
transformer, switchgear, instruments, &c. The manager. 


Belgium.— June 28th. Belgian Post and Telegraph authe- 
rities at La Salle Madeleine, Brussels. Telephone cables and 
accessories, also 1,847 metres of lead-covered paper-insulated 
cable ; supply and erection of three cane battery telephone 
switchboards. 


Chile.—Sa4NTIAGO —July llth. Chilean State Railways. 
Structural steel for repairing bridges: insulated copper cahie 
for welding purposes, voltage 440. Departamento de Materi- 
ales y Almacenes, Almada station, Santiago, Chile.® 
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IMford.—July 10th. ү Department. Mechanical 
stokers for two Marine Dryback boilers. (See this issue.) 
India.—]une 23га. High Commissioner’s Department. 


Switchboard cable and cable for wiring buildings, dry-core 
lead-sheathed and armoured cable, and ,lead-sheathed un- 
armoured submarine cable. (June 2nd.) 


Kirkcaldy.—July 0th. Electricity Works. 
plant, specification No. 2. (See this issue.) 


London.—L.C.C.—]uly 15th. Wiring of the buildings, 
motors, telephones, and supply and fixing of overhead e.ec- 
trical conductors and main cables, switchboards, &c., at the 
Eleventh Mental Hospital, Epsom. (June 9th.) 

Mie ExD.—Board of Guardians. Two 300-A switchboards, 
motors, &c., for the Bancroft Road institution. | (See this 


issue.) 

H.M. ОЕЕ1СБ ОЕ Works. —July 4th. Electrical and/or 
mechanical engineering labour-in-daywork in Manchester. 
(See this issue.) . 

Manchester.—June 28th. Ксы иу Comite In- 
stallation and connection complete of the subsidiary cables 
between generators, auxiliaries, transformers, and switch- 
boards in the Barton power station, with materials for fixing 
tail end boxes and potheads for all the cables scheduled. 
(June 2nd.) 3 

June 2lst. Electricity Committee. | Stores for six months. 
Mr. F, E. Hughes, secretary, Electricity рн, Town 
Hall, Manchester. « : 

Middlesbrou ls [не 26th. "Town Council. Coni 
tion of double line of tramways. Borough surveyor. 


Nottingham.—July 3rd. Board of Guardians. ' Installa- 
tion of-an electric clock at the Bagthorpe Institution and in- 
firmary. .(See this issue.) . 

Preston.—June 28th. 
switchgear. (June 2nd.) | 

Reigate.—]une 27th. Town Council. Diesel engines and 
single-phase alternators, complete with accessories, two steel 
oil storage tanks, one 17-ton overhead electric travelling crane, 
alterations to existing cast-iron water tank. (June 9th.) 

Salford.—July 3rd. Electricity Department. E.h.p. and 
lp. switchgear ‘and transformers for the Agecroft power 
station. (See this issue.) 

South Atrica.—Catevoy, Care PROVINCE. agua 9th. 
Municipal Council. .E'ectric lighting installation. The speci- 
fication has been drawn up by Prof. Bohle, of the University 
of Cape Town. . 

RoBERTSON.—August lth.. Town Council.. Two 75-kW 
steam sets and accessories; one 300-Ah battery; material for 


distribution, &c.*. ; 
И Sea c Elected Department. One 480/530-V, 


d.c. generator, with 500/550 shunt regulator, to be direct 
coupled to a prime mover; also one 480/550-V, d.c. generator, 


Converting 


Electricity Department. Е.Һ.р. 


600/600 kW, to be direct coupled to а prime movér, both 
generators to be of the multi-polar type. (June. 9th.) 

Tynemouth. —June 26th. Electricity. Department,  A.c. 
booster. (June 2nd.) i 


. Board of Guardians. Electri- 


Warrington.—]une 20th. 
Mr. A. Bottomley, clerk, Bewsey 


. val goods for three months. 
^. Chambers. 


*A copy of the plan, specifications, and conditions of tender, 
&c., can be inspected at the Department of Overseas Trade 


| (Room 84), 35, Old ‘Queen Street, S.W 1. 


x | 
| CLOSED. 
Australia. — MELBOURNE. — Electricity ud Committee. 
Accepted :— — | | 
House cut-out boxes (£273).—Tombs & Howcroft. 


Incandescent lamps (£872).—Lawrence & Hanson Electrical Co. 
6,600-V split conductor switchgear (£1,316). аА Elec- 


trical Co., Ltd. 
6,600-V switchgear (£4,700).—Ferguson, Pailin, Ltd. 


Town Hall and Baths Committee. Accepted :— 

Motor generator for use in connection with bioscope entertainments (£245).— 
Warburton Franki, Ltd. one 

Litacow, N.S.\W.—Town Council. Accepted :— 

Installation of кош light distribution system (£2,018), "Ramsay, Shaip 


SYDNEY, N. S. i Electricity Supply Committee. | Recom- 


inended :— 
Centrifugal e pump (£1,000). — English - Electric of КЫ. Ltd. 
Ash-handling plant for four new boilers (£9,188).—Underfeed Stoker Co., 
Ltd. & Н. Perks. —Tenders, 


Betgium.—Ten concerns—six Belgian ‘and one each Ilion; 
French, German, and British, the last being the British: Insu- 
lated and Helsby Cables, I.td.—submitted tenders recently to 
the municipal authorities of St. Gilles-lez-Bruxelles: for the 
supply of 4,000 metres of armoured cable and 2,000 metres of 
telephone cable, together: with the necessary accessories. The 
tenders ranged from 92,361 france to 156.551 francs, ae lowest 
being that of the Corvillain Co., of St. Gilles. - 


Bláckpool.—Gas Committee; Accepted:— - 
Supply of electricity controlling gegr:at the gasworles.—Thos. Barton. 


i 


 Bolton.— "m — 


Installing electric’ hoist -at new premises being erected in Great Moor 
. Street,——Messrs, Grundy & Co., Bolton. : 


: ; Bradford.—Tramways Committee. 
20 tons brake shoes (£945). —Cole, Marchent & ‚Моне, 


Electricity Committee. opem 
«. Ehp. switchgear for two 1,500- kW motor converters at Bolton. Road &ub- 
station.—Heyrolle & Co., Ltd. 
D.c. switchgear for two 1,500-k W motor. converters.—Bertram Thomas. 
Supply and erection of one 15U-KVA special testing ааа ЕКПЕ В 
Electric Со., Lrd. 
: Supply and erection of transformet chamber at premises of Downs, 
i ' Coulter & Co., Ltd.—Robert Н. Rae. 
Supply and crection ‘of transformer chamber at premises of Pepper, Lee 
and Co., Wyke.—F. G. Burgess. 
Control gear for a.c. motors for No. 4 boiler-house at Valley Road station. 
—Metropolitan-Vickers Electrical Co., Ltd. 
600 3 pure alternating-current house service meters.—Landis & Gyr, 
t 


r 4 


Erection of qverhead line from transformer chamber in Thornton Road 
to York Street.—British Insulated & Helsby Cables, Ltd. 
‚ Board of Guardians.. Accepted :— 
Laying electric power cable for the cold stores.—Smith & Croft, 
Canterbury.—Town Council, Accepted: — 
Dust destructor (£1,395).—Meldrums, Ltd. 
Felkestone.—Town Council. Accepted:— | 
Installing electric. Hyht in. the administrative ОГК at the ашып —- 
Folkestone Eluctricity; Supply Co. | 
Glasgow.—The Electricity Committee recommends’ the 
purchase of 240,000 tons оѓ coal for delivery over 12 weeks, 
at a price which shows a reduction of ‘about 10s. per ton on 
that paid during the financial year just ended, representing % 
saving of £130,000 in the coal bill: tastes 


Corporation. Recommended :— 

Plant required at the Provan Chemical Works :— 

One 60-h.p. totally-enclosed motor.—Bruce Peebles & Co., Ltd. 
One 16-h.p. ditto.—McFaclane Engineering Co. 


One l5-cwt. clectric-driven lime and ash hvuist.—John Bennie, Ltd; E 
Belt conveyor for lime sludge.—Ritchie-Atlas. Engineering Co. 
Electric crane for electric locomotive shed at Provar gas works, Glasgow 


(recommended).—Paterson Hughes Engineering Co., Ltd. 
Electric lighting work of Blackfriars Church (£z2).—Walter. Weir. 


London.—SrEPNEY. —Electricity Supply Committee. 

* One 50-ton. electrically-driven overhead travelling crane for the Limehouse 

generating station, spare parts and accessories, and the dismantling 

. of the existing 20-ton пап тореш: crane and re«recting it at the 
Mile End sub-station :—  . 


1 


£ 
Ransomes & Rapier, Ltd. (accepted) |... ... |” uc 3,455 
Carrick & Ritchie, Ltd. 9,673 
Wellman Smith Owen Engincering сер Ltd. . T 3,741 
J. Carrick & Son, Ltd. | 3,789 
Heywood & Co. Ltd.  .. is HN 2% iue. ha 3,928 
5. Butler & Co., Ltd. wee ase Ge m S m 3,935 
A. Jack & Co., Ltd. . ... As si ay T 4,000 
Chatteris Engineering Co., Ltd. 4,047 
Sir W. Arrol & Co., Ltd. m 4,097 
Babcock & Wilcox, Ltd. 4,280 
H. Morris, Ltd. T T 4,320 
Stothert & Fitt, Ltd. "n е aye wee uis iva 4,360 
J. M. Henderson & Co. ... ves fonts ve sae ... — 4,83 
Broadbent & Sons, Ltd. . ns a ee m 4,414 
Higginbottom .& Mannock, Ltd. EDS 4,611 
Butters Bros. & Co. РУ 5,355 ~ 
Sir W. С. Ope ae Whitworth & Co. d 5671 
Isles, Ltd. | т €.200 ` 
‘Circulating water pipes: lor СЕИ station :— ^ 
> Perry & ©. (Bow), Ltd. (accepted) .. TE * 2,134 
. Converting plant at sub-station :— ; 
Motor converters. | RU М 0073 
General Electric Co., Ltd. безше 10,114 
Ateliers de Constructions Electriques de Charleroi 10,930 
"e Ditto . ditto (alternative) e lu 11.435 
Bruce Peebles & Co., Ltd. dis "n PSU. qua ae 12081 . 
~“ " Mather & Platt, Ltd. oo .... ws "-— + otis 15343  . 
Ditto ditto (alternative) 19,443 ‚ 
Rotaries. 
~ English Electrie Co., Ltd.  .. js кз 10,560 
Ditto ditto (alternative) ^ 10,641 
Ditto ditto — (alternative) 11,169 
Ditto ditto (alternative) NDS bs 11,625 
Metropolitan-Vickers Electrical Co., Ltd. ... à 22, 11,105 
Ditto ditto (alternative) зе ' 11,499 .` 
Dito ~ ditto (alternative) ... 11,577 i 
Ditto  . | ditto (alternative) ... . ... 11,812 
Ditto | , ditto (alternative) ... ire .. 11,893 
Ditto ' ditto (aiternative) ... ' “12,084 ` 
Ditto i ditto- (alternative) ... Ў 12,289 . 
Ditto ditto (alternative) ... sas P 12,547 
British Theisen: Houston Co., Ltd. ... ж 11,371 
Ditto ditto (alternative) .. 11,985 ' 
General Electric Co., Ltd. ..  ..  .. ne ` 11,502 
3 Ditto a ditto (alternative) ... id , 12,456 : 
Coal :— 2 j 
Two barges Scotch washed peas (24s. 61. per ton).—J. Hudson & Co. 
25 cast-iron pavement boaes, frames and covers. -Е. & F. | Wright 
(accepted). 
One mile each В & C troughs and covers (£452).— Sutton & Co: (Overs 
seal), Ltd. 
South Africa.—PonT Traer City Council. New elec- 
tric power plant. Accepted :— = 
Turbo-alternator (£16.290).—Sykes & Co. 
Circulating piping (£1,429).—Sykes & Co. 
Boilers and hoppers (£26,108).—Reunert & Lenz. 
Steam pipes (£2,111).—Reunert & Lenz. 
Overhead crane, (£1.435).—Sykes & Co. 
V.h.p. ewitchgear ¢£885).—British General Electric Со: - M E 
K.h.p. cables (£2.355).—Henley's Telegraph Works Co., Ltd. ` \ 


Two 500-kW converters (£5,050).—B«uce Frebles & Со. 
Bunkers and belt сопуеуегѕ, circulating water intake and delivery stand 
pipe and base and rallway culverts (£10,313). —Murray & Stewart.— 


South African Mining and Engineering Journal. 

A Committee. of the Council reports, with regard to 
section c (part 9), for concrete circulating-water pipes, that 
none of the tenders submitted was suitable. It recommends 
the Council to call for-fresh ‘tenders for cast-iron, pipes. 
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Wolverhampton.—Electricity Department. Accepted:— 


Fittings and mountings for Nos. 3 and 4 boilers (£684).—J. Hopkinson and 
Co., Ltd. А 

Automatic fced-water regulators (£195 and £79).—Crosby Valve & Engi- 
neering Co. 


Tramways Committee. Accepted :— 


Construction of tramway track in Waterloo Road (£3,872).—Eadie, Towers 
and Co. 
Welding joints of the new track, &c.—Rail Welding Co.,. Ltd. 


York.—Town Council. Accepted:— 


Rotary converter, switchgear, &c. (£2,753).—British Thomson-Houston 
Co., Ltd. 


-e 


FORTHCOMING EVENTS. 


Salford Technical and Engineering Association.—Saturday, June 17th. At 
2.45 p.m. Visit to the works of the Cacborundum Co., Ltd., at Trafford 
Park. 


incorporated Municipal Electrical Association.—Tuesday, June 20th- 
Friday, June 23rd. At Wolverhampton. Annual Convention. 


inetitution of Railway Signal Engineers.—Wednesday, June 2lst. At the 
Institution of Electrical Engineers, Victoria Embankment, W.C. At 
З p.m. Paper on *' Light Signals," by Messrs. H. E. Fawkes and W. J. 
Sadler. 


Tramways and Light Railways Association.—Thursday and Friday, June 
22nd and 23rd. At Bournemouth. Annual Congress. 


Physical Society of London.—Friday, June 23rd. At the Imperial College 
of Science, South Kensington, S.W. At 5 p.m. Ordinary scientific 
meeting. 


“ELECTRICAL REVIEW” 
DEPARTMENT. 


THE SERVICE 


To enable us to complete replies to queries received this 
week we need the names of manufacturers or suppliers of :— 
“ Pointite ” fire cement for use on boiler settings. 

Linevs patent floor board raisers used by wiring con- 


tractors. | 
Recording voltmeter No. 62,251 М-С with %-hour 
charts. Two ranges, 300/600 volts, and purchased 


between 1909 and 1912. 


NOTES. 


G.P.O. Outing to Windsor.—The G.P.O. Engineering 
Department (Designs Section) held their seventh annual out- 
ing on June 10th. The party were conveyed in motor chara- 
bancs to Windsor via Slough and Eton, arriving in time to see 
the start of the Marathon race, after which the Round Tower 
was ascended and the surrounding twelve counties duly in- 
spected. The North and East Terraces and St. George’s 
Chapel also claimed attention, but the State apartments were 
unfortunately not accessible. The party, 64 in number, then 
partook of tea, were photographed in the usual group, and 
after a ramble by the river returned to town via Egham and 
Staines. 


Coal Pile Fires.—According to Mr. J. E. Williams, in a 
letter to the Electrical World, the secret of preventing coal 
piles from catching fire by spontaneous combustion lies in the 
manner of building up the piles. Two simple rules that, if 
followed, will go a long way to prevent fires are: (1) In un- 
loading coal with buckets drop the load in a bulk. | Don't let 
it trickle out into cone form. (2) Build the pile in flat layers. 
Drop the first load flat in a bulk. lay the next load close to 
the sides of it, the next to the side of that, and so on until one 
layer is completed with a flat top. This keeps the mixture of 
fine and coarse coal together. 

If the coal is dropped from the bucket in cone shape, the 
heavier coal rolls down the sides of the pile, leaving the fine 
coal in the peak. The cones that are formed will have the 
heavy coal at the bottom and sides, through which air will 
enter and may set the whole pile on fire. By building the 
coal pile in layers this separating of the fine coal and of the 
larger pieces of coal is prevented, and the air will not filter 
through so easily. Once the coal pile is built for storage, re- 
handle the coal as little as possible. For use take a layer off 
the top and build up as before, not forgetting that the secret 
lies ір keeping the surface flat and avoiding internal cones. 


American Radio Installation Rules.—The Bureau of 
Standards, Washington, U.S.A., has prepared a circular con- 
taining the recommendations of a committee of the National 
Board of Fire Underwriters for the revision of Ru!e 86 of the 
National Electric Light Code, covering wirelesa installations, 
together with a discussion and explanation prepared by 
Bureau of Standards engineers. ‘The recommendations (LC 
62) are promulgated in order to produce field experience to 
substantiate the wisdom of the proposed rules before their 


final incorporation in the 1923 edition of the National Elec- 
trical Code. No authority is given to suspend or replace the 
present Rule 86 of that code, but the recommendations are 
issued for the information of inspection departments having 
jurisdiction over the apptication of the code. 


Appointments Vacant.—Assistant meter engineer. 400 
taels per month, meter department assistant, 300 taels per 
month, for the Shanghai Municipal Electricity Department 
(tael=3s.); shift engineer, for the St. Helens Corporation 
Electricity Department. (See our advertisement pages to-day.) 


Radium Research.—At a meeting of the Governors of the 
London Hospital, on June 7th, it was announced that at the 
request of the Medical Research Council of the Ministry oí 
Health, the Committee had consented to the carrying out of 
organised research into the action of radium, both as to its 
benefits anc dangers. The work would be undertaken by 
Dr. Sequeira, Mr. Gordon Luker, and Prof. Tunmibull.— 
Westminster Gazette. 


Educational.—CiTy AND GUILDS ОЕ LONDON INSTITUTE.—The 
Report of the Council for 1921 has been published. The tota! 
number of students is given as 609, as compared with 587 in 
1919-20. One hundred and fifteen students entered for the 
Final (Internal) B.Sc. (Eng.) degree examination of the Uni- 
versity of London; 88 passed, 19 with first-class and 24 with 
second-class honours. Details of other degrees and awards 
ure given in the report. The general income and expenditure 
account shows an excess of expenditure over income a! 
£1,464. Other information given includes a record of social 
events, changes of personnel, gifts of books, &c. 

FINSBURY TECHNICAL COLLEGE, Leonard Street, E.C.2.— 
The next entrance examination will be held on September 
19th. Forms can be obtained from the Registrar. The pro- 
gramme of the College is under revision, and will be issued 
short!vy. (See our advertisement pages to-day.) 


The New Electrical Phenomenon.—The discovery made bv 
two Danish engineers, Messrs. Johnsen and Rahbek. ha- 
recently been applied by Messrs. Erich F. Ruth, of Berlin. te 
the construction of a number of remarkable instruments and 
apparatus. 

The discovery referred to is the fact that if a lithographic 
stone coated with tin foil is connected to one of the terminal: 
of an electric circuit, the other terminal of which comrnunri- 
cates with a metal plate, a continuous current is found to flow 
through the stone, which clings firmly to the plate. An ex- 
tremely sinall current is eufficient to ensure this attraction. 
which disappears on opening the circuit. One experiment 
showed the power expended to retain a weight of 5 kilogram: 
to be less than one-tenth watt. Amongst other application: 
of this discovery Messrs. Ruth have used it in a call relay of 
extreme sensitiveness actuated by a current of one-milliontt. 
ampere. This relay is put to a multitude of uses, of which a 
few may be mentioned. 

On an experimental line in the Berlin neighbourhood. 
Messrs. Ruth have developed radio-telephony based on the us 
of the relav to such perfection that any subscriber to th- 
Berlin telephone system may put himself into communicatie 
with any traveller in the train or vice versa. Electrical wave 
of moderate length and small energv are generated at one гі 
the terminal stations and transmitted to conductors serving for 
ordinary telegraphy or telephony along the railway track. 

-On the roof of one or more of the cars is a low aerial con 
nected with a small wireless telephone sender. the same aeria: 
serving simultaneously for talking and listening. The traveller 
uses an ordinary telephone. Inasmuch as the elgetric curren: 
from the local telephone system at the railway terminus where 
they enter the line are very weak, & most sensitive relay i: 


. reauired to operate the call bell or call lamp at both ends. 


A somewhat similar application is its use for high-freqnencr 
telephony and telegraphy on high-pressure conductors between 
power stations. In case of breakdown, this permits car- 
munication, for example, between the generating station ani 
its sub-stations to be established more rapidly than with a 
special telephone line. Messrs. Ruth have installed such ovt- 
fits with their new relay in а number of German and Swi: 
power plants. 

Other possibilities for the new relay are in connection wit? 
ordinary radiotelegraphy and telephony, that is, fcr callin: 
up ships in the same way as in the case of wired telephon:. 
thus avoiding the need for a telecraphist to be continuously ^r 
charge of the ship's station. Ships in danger could also te 
warned automatically. 

A high-speed telegraph apparatus recording and signaliin: 
Morse signals at enormous speed has been devised with + 
working current of 1/100,000 amp. The resistance of the lio- 
is of so little importance that verv small wires can be er 
ploved.: A rate of 2,000 letters per minute is said to he obtair=! 
with absolutely distinct type, no matter whether telegrams are 
sent bv wireless or ordinary telegraph lines. 

Loud-speaking telephones have likewise been construct: 3, 
the Johnsen-Rahbek system actuating a membrane ™ 
accordance with the fluctuations of the current supplied whiz^ 
amongst ‘other things can be used for the broadcast wire + 
transmission of speech and music. 
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Porcelain Insulators for Overhead Lines.—The British 
Engineering Standards Association has recently issued Speciti- 
cation No. 137, 1922, in which are set out the requirements, 
with details of tests, for support and tension insulators in 
overhead power lines at pressures of from 3.000 to 150,000 V. 
This specification, which is the first of a series dealing with 
overhead line material, can be obtained from the B.E.S.A. 
үке 28, Victoria Street, S.W.1, at the price of ls. net, or 

. 2d. post free. 


Colour Light Signals.—The Committee anointed by the 
Minister of transport, under the chairmanship of Major С. 
H. W. Edmonds, O.B.E., M.LE.E., to investigate and report 
upon the possibilities of ‘colour hight signalling on railways, 
has presented its report. The Coinmittee inspected examples 
of this type of signalling upon the Liverpool Overhead Railway 
and the London & South-Western Railway. In both cases it 
was found that signals were visible from a position 1,000 yards 
away in brilliant sunshine, whether the sun was behind or in 
front of the signals. The two principle types of light signal 
in present use are (a) colour lights in which indications are 
given by the use of red, green and vellow lenses; ana (b) 
position lights, in which a series of white lights simulate by 
their arrangement the various positions taken up by the arm 
of a semaphore signal. The Committee is of the opinion that 
the former method is preferable, both as regards practicability 
and first cost and maintenance. The comparing of costs has 
proved dificult. Та the case of a comparison. between an 
Isolated manually-worked semaphore signal and а colour-light 
signal at the same distance from the signal cabin, there is 
probably little diference in the costs of installation and main- 
tenance. The determining factor, however, is not the length 
of track equipped but the density of signals per mile; the 
greater this is the greater 15 the probable saving in favour of 
livht signals. This applies more pour to such congested 
districts as ‘large station. vards and = terminals. Further 
economy is obtained in that lighter and cheaper structures 
could be emploved in the case of gantries and overhead bridges. 
It 1s probable that the penetrative power of the electric lainp 
would obviate the use of fog repeater signals. The Committee 
considers that three sizes of light signals should be sufticient 
to cover all requirements, It is also of opinion that electricity 
is the only practical and economical method of dealing узип 
the matter, and а.е. is recommended owing to its being pos- 
sible to transmit power to the lamps at a high voltage and to 
reduce the pressure by simple transformers. Various recom- 
mendations are made as to the type of lamp which it will be 
found advisable to employ. 


INSTITUTION NOTES. 


Illuminating Engineering Society.—' he report of the 
Council of the Society for the past session, presented at the 
annual ineeting on May 25th, referred to the variety of sub- 
jects dealt with in. recent discussions, and the fact that on 
several occasions joint meetings with other bodies were 
arranged. Other instances of co-operation ase furnished by 
the Society's various joint connoittees. International co- 
operation in diluminating engineering was Illustrated at the 
important first technical session of the International Ilumina- 
tion Commission held in Paris last year, and by the fact that 
iudustnal lighting. ts now receiving attention from the Inter- 
national Labour Bureau of the league of Nations at Geneva. 
Attention was also drawn to various official reports issued 
recently by committees associated with Government Depart- 
iments. 

Following the annual report, an address was delivered by 
the president. Sir John Herbert Parsons, C.B.E., F.R.S., an 
eminent ophthalinic surgeon who has devoted much atten- 
tion to lighting problems. Sir John referred to the work of 
the Home Offce Departmental Committee on Lighting in 
Factories and Workshops, for which many thousands of photo- 
metric measurements had been made. At the moment the 
Committee was not prepared to recommend legal minima for 
industrial processes. but it proposed to issue schedules of 
values for "fie" and "very fine" work, | indicating 
** recommended practice ” in this respect. Physicists in general 
were apt to forget that the basis of physical measurements was 
biological, for the so-called "' outer world " only existed for 
them hy virtue of the sensations it aroused in their bodies. 
The eye was the most highly differentiated. zensory organ, 
and its complexities were especially revealed. in photometric 
work. The ' personal equation " must always be considered. 
То all observations there was hability to error, which was 
eliminated so far as possible by taking the mean of a number 
of observations and applying the theory of probability. The 
president referred to the kinetic theory of gases and the 
modern view of atomic weights, as illustrating the application 
of the law of averages at the present time. In conclusion, 
he remarked that there existed a wide almost uncharted area 
in the study of problems, in which the effect of peculiarities 
of the eve had to be considered. People talked glibly about 
eyestrain, but there were many sources of discomfort that still 
needed elucidation. Amongst these was the phenomenon 
of ''glare"' in lighting. os 


Institute of Metals.—The annual autumn песа of the 
Institute, of which Mr. Leonard Sumner, O.B.E., M.Sc., is 
president, 18 to be held at Swansea from Sener Wth to 
2nd. It will be the first meeting to be held by the Institute 
in South Wales, but Swansea is, of course, a metallurgical 
centre of great importance, there being works in the neigh- 
bourhood producing copper. zinc, nickel, and other metals, 
as well us tin plate. 

Members will assemble in Swansea on September 19th. On 
September 20th there will be an official welcome bv the Mavor, 
and the remainder of the morning will be devoted to the read- 
ing and discussion of papers. After an official luncheon a 
visit will be made to the University College at Singleton, where 
tea will be provided. In the evening there will be a reception 
by the Mayor. On September 2156 the morning will be de- 
voted to the reading and discussion of papers, and after 
luncheon there will be visits to works, the evening being 
devoted to entertainment. It may be necessary for a morning 
session to be held on the concluding day of the meeting, Sep- 
tember 22nd, but arrangements will be made for motor excur- 
sions in the district, in which there is beautiful coast and 
inland scenery. 


Association of Officers and Staff Members of Electricity 
Companies of Great Britain.—The annual general meeting 
of the Association will take place on June 20th at the Caxton 
Hall, Westminster, at 8 p.m. The report of the executive 
committee for 192] states that Sir Alexander B. W. Kennedy, 


F.R.S., has again consented to accept the presidency of the 
Association. The Committee reports the resignation by Mr. 


F. Wood of his seat on the Committee, and of the hon. 
treasurership of the Association. Mr. A. C. Tappenden has 
undertaken the duties of hon. treasurer, and the vacancy on 
the Committee will be filled at the annual general meeting. 
In December, 1921, the first claim under Section 16 of the 
Electricity (Supply) Act, 1919, was heard by Sir W. Mackenzie, 
the referee appointed by the Minister of Labour. The claim 
was made Бу the officers and servants of the Electricity De- 
partment of the Corporation of Morlev, Yorkshire, and 
arose from the fact tbat that Corpor: ation arranged to 
take a bulk supply from Leeds, and to shut down its 
own generating works. Some compensation was awarded, 
and to that extent the result was satisfactory as prov- 
ing the value of the efforts of the Association in 
securing the insertion of the Section in the Act. A claim 
for compensation for loss of status by the officers of the under- 
taking owing to its ceasing to generate electricity. and only 
continuing to distribute a supply received in bulk from an 
outside source, was, however, held by the referee not to have 
been substantiated. It is hoped that in the Bill now before 
Parhament provision will be made for the apnointment of the 
referees by the Commissioners instead of bv the Minister 
of Labour. A new section has been inserted in the Bill now 
before Parliament favourably amending the wording of Sec- 
ticn 16. The statement of accounts shows a credit balance of 
£517. The amended constitution of the Association, as 
approved at the general meeting on April 4th, 1921, has been 
circulated to members. 


Institution of Municipal and County Engineers. — 
The annual general meeting and conference of the Institution 
will be held at Cardiff on June 2ist—24th. Amongst the 
papers to be read is опе on `* Electric Vehicles for Municipal 
Work," by Mr. R. B. Mitchell, city electrical engineer, 
Glasgow, and demonstrations of plant, including electrical 
vehicles, will be given. 


Diesel Engine Users’ Association.—At the June meeting 
of the Association Mr. H. F. P. Purday read a paper on 
" Marine Diesel Engines." The author took the view that 
the Diesel engine must be seriously considered ig the near 
future for propelling large vessels requiring something- like : 
16.000 s.h.p. per shaft. In the discussion that followed the 
view waa expressed that further development of the marine 
Diesel engine was likely to follow along the lines of the 
double-acting two-stroke engine. Interesting information 
was given concerning the evlinder construction of the “Stil” 
engine, and reference was made to the greater use of the 
larger sizes of engine for land use on the Continent and in 
other countries abroad, possibly due, to some extent, to the 
fact that this country was a coal producing country. Stress 
was laid on the importance of reducing, as far as possible, 
the cost of manufacture, and the point was made that the 
nresent high cost of the larger units for land use was due to 
the compuratively small demand up to date. 


Association of Consulting Engineers.—The annual peneral 
meeting was held on Mav 99th. under the chairmanship of 
М". W. Vaux Graham. M.Inst.C.E. The report of the Com- 
mittee for the vear ended April 30th last was presented and 
adopted. This report recorded the election of nine new 
members. one resignation, and one death, bringing the total 
membership un to 84. Satisfaction is expressed at the fact 
that three of the new, members practise in the Dominions— 
indicating a widening of the Association's scope. In response 
to many reauests. a form of agreement between consulting 
engineers and their clients has been drawn up; this embodies 
the Association's rules governing the relations between the 
two parties. It is proposed to again hold the annual dinner 
later in the year. Owing to the Association's inability to 


850 


THE ELECTRICAL REVIEW. 


[Vol.90.. No. 2,325, JUNE 16, 1922, 


accept the I.E.E.'s Model General Conditions of Contract. in 
the form which they appeared likely ultimately to take, 
it was decided to withdraw from representation upon the 
committee appointed to revise these conditions. After dis- 
cussion with the B.E.A.M.A., it was decided that the Asso- 
ciation should itself draft a set of conditions for use where 
members of the Association and’ members of the B.E.A.M.A. 
were jointly concerned. A draft was accordingly prepared 
and a sub-committee to deal with the matter formed. Опе 
principle underlying these conditions was that. responsibility 
for the design of the works should rest with the engineer, 
but that in the event of the contractors being dissatisfied with 
any of his decisions, the matter should be referred to an inde- 
pendent arbitrator. All the clauses but two were agreed 
upon. These two, relating to the limitation of the contractor's 
liability for damage, were found to debar the acceptance by 
the B.E.A.M.A, of the conditions, but the Association de- 
cided to recommend the remainder to its members. The 
Association has participated in a committee formed by the 
[.E.E. to deal with the subject of the registration of electrical 
contractors, 

The accounts showed an excess of income over expenditure 
of £906. 1 

As а result of a ballot for officers, the following London 
members were elected to the. committee: Messrs. A. Т. 
Cooper, J. Mitchell Moncrieff, C.B.E., A. H, Preece. and 
Н. J. Rofe. The country members elected were Messrs. 
H. P. Hill and J. A. Warren. 


Institution of Civil Engineers.—The annual conver- 
sazione has been fixed to take. place on Tuesday, June 27th, 
at the Institution at 8.30 p.m, 


OUR PERSONAL . COLUMN. 


The Editors invite electrical engineers, whether eonnected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the Etectrrica Review posted as to their 
movements, | 


Prof. T. Матнев, F.R.S., M.I.E.E.--The approaching re- 
tirement of Prof. Thomas Mather from the Chair of Electrical 
Ev gineering at the City and Guilds of London (Engineering) 
College, South Kensington, is a matter of personal interest 
literally to thousands of engineers throughout the British 
Empire; for, over a period of exactly 40 years, he has played 
an effective part in the training ef British students of en- 
gineering—nay, more—he has been largely instrumental in 
determining the form that that training should take in this 
country, and doubt'ess his influence in this respect has been 
widely felt abroad. Xs assistant to the late Prof. W. E. 
Avrton before the first technical college was brought into 
being, and when the three pioneers, Ayrton, Perry, and Arm- 
strong, were developing a system of technical training, he 
shared in the pioneer: work of those gifted organisers: and 
no one who knows him will doubt .that his: share was an 
important proportion of the total, or that he applied himself 
to the task with untiring enthusiasm and: catholic efficiency. 

A “ Lancashire Lad," Prof. Mather was born in 1856, at 
Higher Walton, near Preston, and '' served his time " as ap- 
prentice with. Thomas Whittaker &. Sons, millwrights and 
engineers, Higher Walton, and Joseph Clayton & Sons, en- 
gineers and boiler makers, Preston. He attended St. Paul's 
science classes, Preston. from 1875 to 1878, to excellent pur- 
pose, becoming First Whitworth Scholar in 1878. and First 
Royal Exhibitioner in 1881; thus he was enabled to devote 
some years to the study of chemistry, engineering, geology, 
mathematics, and physics at Owens College, Manchester, 
under Roscoe, Osborne’ Reynolds, Bow! Dawkins, Barker, 
and Balfour ‘Stewart respectively—names that were house- 
hold words to the science students of the last generation. 
He gained prizes in: geology and physics, the Ashbury En- 
sineering Scholarship. and the Engineering Certificate with 
Honours in Mathematics and Engineering. After a further 
twelvemonth’s study of chemistry and mechanics under Profs. 
E. Frankland and T. Goodeve. at the Normal College of 
Science, South Kensington, in July, 1882, he was appointed 
assistant to Prof. Ayrton. who was ‘then conducting classes 
in the basement rooms of Cowper Street’ Middle-Class 
Schools, pending the building of the Finsbury Technical 
College of the City and Guilds of London: In Januarv, 1885, 
he became assistant to Prof. Ayrton at the Central Institu- 
tion, later stvled..the Central- Technical..College, and now 
the City and Guilds (Engineering) College of the Imperial 
College of Science and Teehinology.- After the death of Prof. 
Ayrton, in 1908, Mr. Mather was. appointed his successor, and 
thus for 37 vears he has been associated with -the -premier 
technical college. of. this country. He wes elected a Fellow 
of the. Physical Society in 1887, and attained to the coveted 
distinction.of Fellow of the Royal Society in-1902; he joined 
the Institution of Electrieal Engineers in 1890, becoming a 
Member in 1908, and has served on the Council and on 
various committees. Throughout his. teaching career Prof. 
Mather has been, deeplv. interested in electrical. instruments: 
his frst paper... read , before the Physical. Society in. J885, 
dealt. with ‘‘.Calibrating a Galvanometer with Constant Cur- 
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‘Siemens Bros.’ Dynamo Works from 1903 to 1905. 
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rent,". and.his paper on “ The Shape of. Movable Coils іп 
Electric Measuring Instruments,'"*i5 “1890, formed the basis 
of the well-known Ayrton-Mather narrow-coil galvanometer, 
leading the way also to the moving-coil oscillograph, which 
was developéd by the late W. Du Bois Duddell in the labora- 
tories of the" Central ‘Technical Oollege. Besides galvano- 
meters, Prof.'Mather has devoted‘ special attention to field 
testers, shunts for galvanometers (the '" Universal " shunt is 


assoclated^ "with: his name),' electrostatic measuring 1n- 
struments,  non-inductive resistances, anti--capaeity · re- 
sistances, precision wattmeters .-(the | Duddell-Mather 
type), and absolute measurements of resistance, current, 


and. potential difference to a high degree of accuracy; 
in “association with Mr. Е. E. ‘Smith, O.B.E., F.BS., 
then. of ‘the N.P.L., he determined the „ampere ‘and 


[| London. 


Prof. T. Marner, F.R.S., M.I.E.E.. 
who shortly retires from the position of Professor of Electrical 
Engineering, City and Guilds of London (Engineering) 
~ College, South Kensington. 


the e.m.f. of the cadmium cell, with the greatest precision 
attained at that date. He has also specialised in the design 
of chokers (reactances of: very low power factor). Оп all 
these subjects Prof. Mather has indelibly impressed the mark 


‘of his originality and inventive genius; but greater by far 


than this achievement is the success that he has attained by 
virtue of his enthusiasm, his inspiration, his unfailing com- 
mon sense, and his untiring industry, united with a genial 
and patient disposition and modesty carried to :: fault, 1 
building for himself in the hearts of his рир. з. colleagues, 
and other friends a monument of admiration and affection 
more enduring than brass. He leaves the City and Guild, 
College at the end of a session in which the numbers of third 
and fourth-year electrical engineering students are the larg: t 
in the history of the college. 

Prof. C. L. Fortescue, O.B.E.. M.LE.E.. М.А. who has 
heen appointed to succeed Prof. Mather as Professor of Elec 
trical Engineering at the City and Guilds of London (En 
gineering) College, Exhibition Road, was | educated at 
Oundle School and Christ’s College. Cambridge. 

, He was natural science scholar (of the college) in 190, 
and attained a first-class in the Mechanical Sciences Tripos. 
1903. He served a post-graduate apprenticeship at Messrs. 
In the 
latter vear he entered the testing department, at the same 
works, and remained until the уеаг 1906, when he was ap- 
pointed lecturer in electrotechnics and applied me*hanies, at 
H.M. Gunnery, and Torpedo Schoo!s, at Portsmouth. This ap- 
pointment he held .until the vear 1911, when he became 


"Professor of Phvsics at the R.N. College, Greenwich, which 


he will leave shortly for the purpose of entering upon his 
new duties as Prof. Mather's successor. During the whole 
neriod: of the war he was lent to TI.M.S. Vernon and H.M 
Signal School for wireless telegrapb.duties. Prof. Fortescue 
is a Member of the Institution of Electrical Engineers, anc 
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is on, the Wireless Section Committee, He read a, paper on 
"The Three-Electrode Thermionic Valve as A.C, Generator,”’ 
before the, British Association, in,September, 1919, and one 
on " The Design of Multiple Stage Amplifiers," before the 
Wireless Section of the LE.E.,a few months later.. He 
ig also a Fellow of the Institute. of . Physics, and of the 
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Prof. C.-L. Fortrscur,.O.B.E:. МІЕЕ., М.А... 

‘ho takes office as Professor .of . Electrical, Engineering. at 

the City and Guilds of London, (Engineering), College, Ken- 
sington, in succession to Prof. T.-Mather. | 


Physical Society, and is a member of the council of both ‘of 
these bodies. ' 

Mr. Duncan P.. Morrison, former -manager of the Tyne- 

mouth and District Electric Traction Co., who has recentiy 
retired, has been presented with a silver tea service “and 
salver from the employés and’ staff.’ Mr. J. A. Somerville, the 
newly appointed manager, formerly of Swansea, was in the 
chair. 
. The Albert Medal of the Royal Society of Arts for 1992 has 
béen awarded by the Council to Sir DuGALD CLERK, K.B.E., 
F.R.S., D.Sc., LL.D., in recognition of his important contri- 
butions, both theoretical and practical, to the development of 
thé internal-combustion engine. Е. xw 

In order to deal more conveniently with‘ his business, Mr. 
W. M. Setvey, Wh.Sc., M.LE.E.. of Sheffield, is opening ’a 
London office at 23, Old Queen Street, Westminster, S.W., 
and he will reside in London. | 

Mr. J. Е. Аѕнтох, electricity manager to the Parkhill 
Colliery, Stanley, near Wakefield,, was married on June 8th 
at Keighley, to Miss Amy Croft, of Keighley. 

Mr. D. S. DEARDEN, assistant electrical engineer under the 
Hebden Bridge District Council, Yorkshire, was married last 
week at Heptonstall Slack Baptist Church to Miss. Ethel 
Pickles, youngest daughter of Councillor S. Pickles, of 
Hebden Bridge. 

The marriage took place on. June Ist, at St. Paul’s Church, 
Halifax, of Mr. Eric №. Jounson, A.M.I.E.E., and Miss Lena 
Barnes, of Warley Wood, Luddenden Foot. | 

The engagement: is announced between Norman FELIX 
HERBERT. FREeDENTHAL, late Grenadier. Guards and Iris Hilda, 
elder daughter of Mr. and Mrs. М. J. Railing, оѓ.“ White- 


knights.” Reading, and 71a. Duke Street, W. . 


Owing to ill-health, Mr. W. R. Renpeut has decided to re- 
sign the general managership of the Metropolitan “Electric 
Supply Co., Ltd., in. the autumn. -He has held -the position 
with.great success during the difficult period since the com- 
mencement of 1916, and. it is with regret that.his resignation 


has been accepted. by the board of the company. 


Obituary.—Mn. Francis R. REEVES.— We deeply regret to 
record the- death, which occurred on Saturday last at his 
residence, Lynwood Cotíage, Herts., of Mr. Francis R. Reeves, 


who will be well remembered by many of our readers ав а 
former secretary and general manager of Orompton & Co., 
Ltd. Latterly Mr. Reeves had been connected with various 
electricity supply companies, including the Sevenoaks Co., of 
which he was managing director, the Hlectric Supply Corpora- 
tion, Ltd., the. Chagford and Devon Co., and the Calcutta 
Electric Supply Corporation. He was 79 years of age. 


, 


NEW COMPANIES REGISTERED. - 


Radio Instruments, Ltd. (152,272).—Private company. 
Regisiered. June znd. €apiial, £10,000 in 7,5000: 8 per cent. cumulative prefer- 
ence shares of £} each and 00,000 ordinary shares of ls. each. To carry on 
the business of electrical, mechanical and general engineers and contractors, 
Manufacturers and sellers of transformers, radiators, dynamos,:motors and radio 
instruments of all: kinds, and eleciric lighting, power and tgansmission plant, 
wireless apparatus, &с. The permanent directors are: J. Joseph, M.I1.E.E., 
W, Handen. Road, Lee, S.E.12; W. A. Appleton, M.B.E., M.I.R.E., St. 
Denys, Oakington. Avenue, Wembley Park, Middlesex, with 100 guineas per 
annum, in addition to any other remuneration or payment they may receive 
irom the company. Registered office : 18a, Hyde Street, Oxford Street, W. 


New Electric Sign Co., Ltd. (182,266) .—Private company. 
Registered June 2nd. Capital, £2,500 in £1 shares (1,000 preference). ‘lo take 
over the business of an electric sign manufacturer and agent carried on by 
A. E. Davis at the ** New Electric Sign Co.," at 53, Haymarket, S.W. The 
hrst directors are: A. E. Davis, 8, Seaforth Road, Westcliff-on-Sea, Essex; 
J. Н. Slingsby, ** Middlemarsh," Hinckley Road, Nuneaton. Remuneration as 
fixed by the company. Secretary: S. H. Grant. Registered office ;. 53, Hay- 
market, Westminster, S.W. 


John M. Boyd, Ltd. (12,249).—Private company. Regis- 
tered in Edinburgh June 6th. Capitai, £5,000 in #1 shares. To carry on the 
business of general, electrical, motor car and cycle engineers, &c. The first 
directors are: J. M. Boyd, Ballochmill Road, Ruthergien, coachbuilder and 
engincer; J. B. Andrews, Clydesdale Bank House, Helensburgh. Qualification : 
ШМ) shares. Secretary: David R. Galloway. Registered office: Ballochmill 
Road, Eastfield, Rutherglen. 


Johnson Radio Co., Ltd. (182,326).—Private company. 
Registered June 7th. Capital, £100 in £1 shares. "1o carry on the business of 
engineers, manulacturers of and dealers in ordinary and wireless telegraphy 
and telephonic apparatus, and accessories and electrical tools and apparatus 
generally, &c. The first directors are: Н. М. Smith, 44, Effendine Mansions, 
Maida Vale, W.9; S. Tootill, 2, Sneath Avénue, Golders Green, N.W. (both 
directors of Johnson Talking Machine Co., Ltd.). Qualification: 1 share. 
Secretary (pro tem): Н. G. Goodsinan. Registered office: 244, Tottenham 
Court Road, W.C. 


W. Blackburn (Kew), Ltd. (182,280).—Private company. 
Registered June 2nd. Capital, £1,000 in £1 shares (800, 8 per cent. cumu- 
lative preference). To carry on the business of electrical, mechanical, motor, 
and general engineers and contractors, manufacturers of ^ and dealers іп 
transformers, radiators, dynamos, motors, and all kinds of electric lighting, 
power and transmission plant, manufacturers of and dealers in motor cars, 
motor cycles, &c. The subscribers (each with one share) are: W. Blackburn, 
The Chimes, 47, Grove Park Road, Chiswick, W.4, engineer; E. W. Birtles, 
24, Riverview Road, Chiswick, W.4, advertising manager. The first directors 
are W. Blackburn (permanent governing director, subject to holding #50 
_shares), and one other person, or persons, to be appointed by’'the subscribers. 
“Solicitors: T. E. Godbold, 529, High Road, Chiswick, W.4. 


‚ World's Electric Co., Ltd. (182,283).—Private company. 
' Registered June 2nd. Capital, £1,000 in 1s. shares. To carry on the business 
‘of. manufacturers of, and dealers in electrical accessories; appliances, lamps, 
apparatus, plant and machinery, contractors, &c. The first directors arex А. 
"Richmond, 1, Gresham Buildings, E.C.2, merchant; J. W. Conrad, Cromwell 
.House, High Holborn, W.C.; W. F. Pearce, 33, Camomile Street, E.C.3, flag 
maker. Qualification: 100 shares. Registered office: 1, Gresham Buildings, 
E.C.2. d А di 
East Coast Motor Boat Services, Ltd. (152,346).— Private 
company. Registered June 8th. Capital, £2,000 in £1 shares. To acquire 
motor and electrical boats, launches, and other similar craft for use round the 
coasts and on the rivers of Great Britain, &c., and to adopt an agreement 
with H. E. Kingsman and Ada J. Kingsman. Тһе first directors are: E. 
Kingsman, Grand Hotel, Lowestoft; Ada J. Kingsman, Grand Hotel, Lowes- 
toft; H. E. Kingsman, Grand Hotel, Lowestoft (all directors of East Coast 
Piers, Ltd.). Qualification of first directors, one share; of subsequent 
directors, £250. Remuneration: £100 each per annum. Registered office : 
Mansion House Chambers, 20, Bucklersbury, E.C.4. 


Arco Institute. Ltd. (182,285).—Private company. Regis- 
tered June 6th. Capital, £100 in £1 shares. To adopt an agreement with A. 
Rosenberg and to carry on the business of electro-therapy, electro-medical treat- 
ment, and all kinds of electrical and mechanical baths, &c. The first 
directors are: Н. J. Munro, Charlwood, Huyton, Liverpool; А, Rosenberg, 2, 
Vere Street, Oxford Street, W.1. Qualification, £25. Remuneration: £50 
each per annum (chairman, £100). Registered office: 3, London Wall Build- 


ings, E.C.2. ° "9 


Chimes, Ltd. (182,289).—Private company. 'Registéred 
June 6th. Capital, £500 in £1 shares (400 ‘‘ A " ordinary and 100 “ B " ordi- 
nary). To adopt an agreement with W. A. Greening, W. A. Rowe, and W. E. 
Schall, and to develop and turn to account patent: No. 171,835, for the rhanu- 
facture * of apparatus. for .electrically ringing church . bells referred to 
therein. . Тһе permanent directors are: W. E. Schall, Woodcote Cottage, 
Howard Road, Coulsdon; W. A. Greening, 6, Somerford Grove, N.17. Quali- 
fication: 100 ‘‘ A " ordinary shares, Remuneration (except managing director), 
£100 per annum divided .between them.: Secretary: E. Dunkel. Registered 


office : 71-5, New Cavendish Street, W. 
/ 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES, | 


Swift Electrical, Ltd.—Louisa Butler, of 94, Woodland 


Gardens, N.10, ceased to act as receiver or manager оп May 31st, 1922. 


Н. E. Steel, Ltd.—Mortgage dated May. 15th, 1922, to 
secure £1,600, charged on certain freehold hereditaments in Stroud, Glos. 


Holder: Mrs. E. Lendon, 1, London Road, Stroud, Glos. 
T. P. Pollitt & Co., Ltd.—A. A. Reeves, of Court Cham- 


bers, Town Hall Square, Grimsby, ceased to act as receiver or mianager on 
May 3lst, 1922. 


British Driver-Harris Co., Ltd.—Mortgage dated Ma 
29th, 1922, to secure £14,500, charged on land with Gathorn Mills thereon, in 
Albion Street and Little Peter Street, Manchester. Holder: J. F. Linney, 12, 
Tib Lane, Manchester, 
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Northwood Electric Light & Power Co., Ltd. (66,312).— 
Return dated April 13th, 1922. Capital, £60,000 in £1 shares (15,000 prefer. 
ence and 45,000 ordinary). 6,880 preference and 12,507 ordinary shares taken 
up. £l per share called up on 8,282 ordinary and 6,880 preference. £15,162 
paid. £4,225 considered as paid on 4,225 ordinary. Mortgages and charges, 
£4,625. 

Midland Electric Wire Co., Ltd. (104,571).—Return dated 
April l4th, 1922. Capital, £5,000 in £l shares. All shares taken up. £5,000 
paid. Mortgages and charges, nil, ` 


W. T. Glover & Co., Ltd. (56,124).—Return dated April 
4th, 19%. Capital, £214,850 in £1 shares (100,000 preference and 114,850 ordi- 
nary). All shares taken up. £l per share called up on 67,000 preference and 
50,000 ordinary shares. £117,000 paid. £97,850 considered as paid on 33,000 
preference and 64,850 ordinary. Mortgages and charges, nil. 


Charing Cross, West End & City Electricity Supply Co., 


Ltd. (29,122).—Return dated March 23rd, 1922. Capital, 
£2,100, in 130,000 preference, £130,000 ordinary, 80,000 City undertaking 
preference, and 80,000 City undertaking ordinary shares of £5 each. 80.000 
preference, 80,000 ordinary, 80,000 City undertaking preference, and 70,000 
City undertaking ordinary shares taken up. £1,200,000 paid on the preference, 
ordinary, and City undertaking preference. £350,040 considered as paid on the 
City undertaking ordinary. Mortgages and charges, £1,374,178. 


CITY NOTES, 


The advance summary of the report for 
the year ended March, 1922, shows a gros3 
profit of £101,637, compared with £108,652 
for the previous year. After paying de- 
benture interest, allowing for depreciation and the preference 
dividend to July, 1921, 453,280 remains, but the directors 
state that owing to the continued trade depression and the 
serious fall in stock values it is essential that the whole of 
the balance should be retained in the business, and uin 
addition they have thought it wise to transfer £100,000 from 
the general reserve to meet a possible further fall in the 
values of stock-in-trade. Under the circumstances they do not 
recommend the payment of the outstanding dividend on the 
preference shares, or a dividend on the ordinary shares for 
the past year. According to the financial Press the accounts 
of Ransomes, Sims & Jefferies, Ltd. (associated with Ruston 
and Hornsby) for the same year show a profit of £3,997, 
against £15,457 for the previous year. The dividend on the 
preference shares to June 30th, 1921, absorbed £2,750, leav- 
ing with £40,811 brought forward, £42,058, but having regard 
to the continued adverse trade conditions, the fall in selling 
values and the necessity for conserving the resources the 
directors are unable to recommend any dividend on the 
ordinary shares for the year or on the preference shares for 
the half-year to December 31st, 1921. The stocks of manu- 
factured goods and raw materials have been valued at under 
cost. 


Delhi Electric 
Tramways and 
Lighting Co., 

j Ltd. Ё 


Ruston and 
Hornsby, Ltd. 


At the annual meeting, on June 8th, the 
Chairman said that the results of the 
past year were achieved without any as- 
sistance from exchange  profits—indeed, 
there was a slight loss under this head. 
An increase in the profits of the supply 
undertaking had balanced the loss on the tramways, making 
the net profit almost the same as that of the previous year. 
The conditions in India had been adverse. Trade was bad 
and troubles at the collieries had curtailed coal supplies, and 
had had a bad effect upon the quality of the fue'. In addi- 
tion to this there had been a strike of the company's em- 
plovés. The total number of units sold increased from 


9.342.000 to 2,717,000, but the supply to the tramways showed © 


a decrease. To meet the demand it was necessary to in- 
crease the plant as the Government supply was unreliable; 
two small Diesel sets had been ordered, and should be in 
commission shortly. Further Diesel sets wou'd be erected 
during the next two or three years. 

The speaker was optimistic of the future in India, con- 
sidering that the worst period of unrest had passed. 


The annual general meeting was held 


Pernambuco in London, on June 7th. Mr. Follett 
Tramways Holt (chairman), who presided, said that 
and Power last July he expressed the view that the 

Co., Ltd. company was upon the high road to an 


improved state of affairs, provided that 
the exchange position recovered. During the past year, 
however, there had been a heavy fall in exchange. The 
operation of the sliding scale of charges did not counter- 
balance the loss and, consequently, there was a decrease in 
revenue of £22,301. as compared with last vear’s earnings. 
Nevertheless, by using the greater port of the balance broucht 
forward it was possible to meet al the fixed charges. The 
figures showing the passenger traffic and electricity sold 
proved that there was real vitality in the company which 
would tell when conditions became normal. The gas depart- 
ment was agin o na profit-earning basis. It must be realised 
that progress in the electrical department would adversely 
affect the gas undertaking; the future of the latter lay not 
in lighting but in heating and cooking. Referring to the 
work during the first five months of the present year, the 
chairman said that. as compared with the. equivalent period 
of last vear, there had been an increase of 35 per cent. in 
the net earnings, and it was believed that this improvement 


would continue. When the electrification of the remaining 
10 km. of steam tramways had been completed, ‘and the 
ligipio extension finished, the new system of fares would 
come Into operation and further improve matters. The 
materiais necessary for the completion and equipment ot 
these lines had been shipped to Pernambuco, and within the 
next few weeks the new and rebuilt sectivus would be 
opened to гаће. During the year under review it had been 
possib.e to carry out a great deal of renewal and repair 
work, and the condition of the property had been much im. 
proved. 
Revenue for 1921, $2,065,537, less ad. 
Barcelona . ministration and general expenses, &c., 
Traction, Light $160,936, interest on seven per cent. prior 
and Power Co. lien '" A ” bonds, six per cent. prior hey 
| “ B” bonds (payable in cash), six per 
cent. six-year bonds and service of eight per cent. 
secured debentures, $1,307,846, leaving available for interest 
on first mortgage bonds $596,755. [Interest paid on шч 
mortgage bonds (being at rate of 2 per cent. per anunuwun) 
totalled $753,627. No credit has been taken for revenue re- 
ceivab'e from Tramways Co. in respect of 1921, as at the tine 
of closing the books the Tramways Co. had not declared the 
dividend for 1921 or determined amount payable to this com- 
pany. It has now been ascertained that the amount recen- 
able will be approximately $250,000, and this вши will be 
brought into the 1922 accounts. Usual provision was made 
for amortisation of underlying bonds, and in addition reserves 
for depreciation were made by chief operating companies as 
follows: Light and Power Companies, $771,868; Railway 
Co.. $119,106. In December, 1921, at meetings of holder: 
of first mortgage bonds and income bonds resolutions were 
passed by which nominal interest payable on first mortgage 
bonds was raised to 6 per cent. and minimum interest pav- 
able in any event was fixed at 2 per cent., and interest for 
1921 was paid at this rate as the revenue did not justify a 
higher percentage.—Financial Timcs. 


The net revenue for the year endel 

Globe Telegraph May, 1922, after deduction of expenses, 
and Trust amounts to £330,146, plus £2,181 brought 
Co., Ltd. forward, making £332,327. From this 
£233,605 has been distributed in interun 

dividends, leaving an available ba:ance of £98,722. ‘The 
directors now recommend the payment of the following 
final dividends, viz.: 3s. per share, less income tax, on the 
preference sharea, making, with previous distributions, à 
total dividend for the year on those shares at the rate of 6 per 
cent. per annum, less income tax; and 5s. per share net on 
the ordinary shares, making, with previous distributions, a 
total dividend on these shares at the rate of 10 per cent. net 
for the year. These will absorb £77,863, leaving a balance of 
£20,854 to be carried forward. During the year 33 cer- 
tificates of the Submarine Cables Trust, belonging to this 
company, were drawn and paid off at £190 per certificate. 
The proceeds have been re-invested in Eastern Telegraph 
Co.'s ordinary stock and Eastern Extension, and Western 
Telegraph Companies’ shares. New Articles of Association 
will be submitted for approval at the meeting on June Ath. 


The gross earnings for the year ended 
December 814. 1921, amounted to 
£1,161,848, whilst the gross maintenance 
and other charges in Argentina aud 
London were £981,411, leaving a profit of 
£180,438. Interest on debenture stock and dividend on the 
preference shares to December 31st, 1921, and the interim divi- 
dend on the ordinary shares absorbed £72,100, leaving 
£108,338 plus £38,367 brought forward, making the available 
balance £146,705. The directors recommend a final dividend 
of 5 per cent. on 324,000 ordinary shares, making 8 per 
cent. for the year, free of income tax at 6s. in the £, and a 
dividend of 5 per cent. on 108,000 ordinary shares, free of 
income tax at 63. in the £, in accordance with the terms of 
the allotment letter of June 16th, 1921. There is to le 
carried. forward £38,705. The business has made progress 
during the past year, but though a record number of sub- 
scribers have been connected, many thousands of applicants 
are still awaiting service. The automatic plant now in cours 
of erection will relieve the position somewhat, but it is hoped 
the Government will shortly realise that the large amount cf 
capital needed to meet the additional telephonic requirements 
of the country cannot be raised until the increase in the 
tariffs petitioned for in 1919 is granted. The death of Dr. 
Luis M. Drago, the esteemed chairman of the local committee 
in Buenos Aires, occurred in June, 1921. 


Mr. Kenneth M. Clark (chairman), pre 

Aluminium siding at the annual general meeting, on 
Corporation, June 7th, said that two years’ accounts 
td. were presented, the last meeting havinz 

been adjourned. The issued canital showed 

the small increase of £4,014, due to the issue of preference 
shares in the usual way. The first debenture issue showed 
a reduction of £6.400, and second debentures an increase of 
£150.000. During the past two years £391,421 had been ex- 
pended on constructional work, inctuding 2216.000 spent 
on the Llugwy & Cowlyd dams and water rights; £46,° 


United River 
Plate Tele- 
phone Co., Ltd. 


Eve Seer 
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on the acquisition of freeho:d land, buildings, and water 
rights; £33,000 on new buildings and structures at Dolgarrog ; 
and over £24,000 on new plant and machinery. The results 
of the two years were not unsatisfactory in spite of great 
difficulties. The large stocks of aluminium which were in 
existence 1n. ali countries at the close of the war required a 
considerable time for elearing, and with regard to some items 
the market was still affected. ‘The coat strike and the en- 
gineering lock-out also created difficulties. He thought, how- 
ever, that the bottom of depression had. been reached, and 
with the growing goodwill of labour, conditions would gradu- 
aliy improve. ‘The great obstacle to the realisation of this 
hope was the burdensome taxation to which industry was 
subjected. 

Owing to the time required to make the necessary reser- 
voirs and negotiate the various rights an connection with 
the dams at Cowlyd and Gilugwy, the accounts did not show 
any returns from these undertakings. Now, however, the 
dams had been completed and the work of constructing the 
canal between the two sites should be finished in about three 
months. Then the company would have a much-inereased 
supply of electricity, both for manufacturing purposes and 
for the North Wales Power & ‘Traction Co. 

It was proposed to hold an extra-ordinary general 
meeting, following the ordinary meeting, to sanction 
the increasing of the directors’ borrowing powers by 
£200.000 (secured by debentures). This extra capital 
would enable:them to increase the capacity of the rolling 
mill, to install a second and larger pipe line with penstock 
reservoir, and to erect а new power house. hia would per- 
mit the use of a large part of the water-power which still 
remained undeveloped. 

In rep-y to a question, Mr. Clark ‘said that the North 
Wales Power & Traction Co. was extending its lines in many 
directions along the coast and there was no doubt that the 
company would, in time, be able to absorb the whole of 
the Corporation’s surplus power. The company had not yet 
earned sufficient money to pay off any of its funding certi- 
ficatea. 

The report and accounts were adopted, and at the sub- 
sequent extra-ordinary meeting the powers asked for were 
conferred upon the directors. 


Prospectus.—The Electrical Apparatus Co., Ltd.—The sub- 
scription list 15 to close '' on or before ’’ to-morrow, Saturday, 
in an issue of 50,000 eight per cent. cumulative preference 
shares of £l each at par. The objects of the issue are 
described as follows :—'' Additional capital should result in a 
considerable increase in the profits, and particularly for the 
following reasons:—l. The company at present purchases 
large quantities of certain materials from outside sources. 
Ample space is available at St. Albans Works for the manu- 
facture of these, and money spent on the necessary plant 
should earn a good return. 2. From modest beginnings the 
company has gradually risen to a point where it can claim to 
he one of the leading firms in its own line of business. 
Etficlent and comprehensive technical, manufacturing, and 
sales organisations are already available, and additional capital 
will enable the company to take up certain complementary 
lines. These should prove both profitable in themselves and 
of material assistance in increasing the sales of the existing 
manufactures." 


Brazilian Traction, Light & Power Co.—The directors, at 
a meeting held in Toronto last week, decided that, although 
the exchange value of the milreis continues considerably 
lower than was generaily anticipated, and it is difticult to 
forecast the future, there are clear indications of such im- 
provement in general conditions as to justify the resumption 
of the payment of dividends on the ordinary shares, and the 
board accordingly declared a dividend of 1 per cent. on the 
ordinary share capital. This is the first ordinary dividend 
since that declared for the year 1917. 


Stock Exchange Notices.—Applications have been made 


to oe Committee to allow the following to be officially 
quo :— 

Birmingham District Power and Traction.—146.346 6 per 
cent. cumulative participating preference shares of £1 each, 
fully paid, Nos. 1 to 146.846. 

North Metropolitan Electric Power Supply.— £250,000 8 per 
cent. cumulative second preference stock. 


New Diesel Engine Co.—The Financial Times reports that 
the North British Diesel Engine Works (1922), Ltd., was 
registered in Edinburgh as a private company on May 30th, 
with a capital of £500,000 in £1 shares to acquire the busi- 
ness of engineers and engine builders carried on by the 
North British Diesel Engine Works, Ltd., at Jordanvale, 
Glasgow. The registered office 1s at the North British Diesel 
Engine Works, Whiteinch, Glasgow. 


Chloride Flectrical Storage Co., Ltd.—A^ further dividend 
of 5 ner cent. on the ordinary shares, making 10 per cent. 
free of tax. is recommended for the vear ended March, 1922. 
£30,000 is nut to emplovés’ benefit fund, £20,000 to reserve, 
and £31,613 is to be carried forward. 


Manila Electric Corporation.—Dividend of 2 per cent. for 
the quarter ending June 30th on common stock. : 


Yorkshire (Woollen District) Electric Tramways, Ltd.— 
The receipts for 1921 amounted to £124,331 (against £125,161). 
Aiter deducting all charges, setting aside £15,000 for renewals 
fund, and adding £9,357 brought forward, there is an avall- 
able balance of £15,295. £5,000 is tranaferred to reserve, and 
£13,255 is carried forward. 

A Brazilian Electrification Loan.—Allotments for the 
Brazil Central Railway Electritication Loan in New York are 
on the basis of 20 per cent. of the amount applied for, states 
The Times New York correspondent. 


 Callender's Share & Investment Trust, Ltd.—.\n interim 
dividend of 4 per cent., t.e., at the rate of 5 per cent. per 
annum, less income tax, is recommended. 
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STOCKS AND SHARES. 


TUESDAY EVENING. 


THe Stock Exchange is waiting for a fall in the Bank Rate. 
This, at leest, is the generalty-accepted explanation of the 
somewhat sleepy state into which markets have subsided—a 
state very different from the lively bustle that characterised 
them during Mav. The attractions of Ascot are held to be 
another reason tor the abstention of clients, and for their 
reluctance to take any hand in the business of stocks and 
shares. Maybe, the real reasons are made up of a variety of 
causes, bulking largely amongst which is the undoubted fact 
that there has been an overdose of new issues lately. Too 
many stags remain in the field. Until stocks have got into 
more permanent hands, prices will remain on the dull side. A 
fall in the Bank Rate might, however, serve to bring in a 
fresh set of buyers. 

Notwithstanding the heaviness of British Government and 
other investment stocks, a steady demand for Metropolitan 
Railway 5 per cent. preference is worth noticing, as an iilus- 
tration of people’s readiness to take good stock which can be 
bought free of the onerous one per cent. stamp-duty on trans- 
fers. The latest Indian electric debentures, Calcutta seconds, 
Indian and Madras, are all obtainable in scrip-form, either 
partly and fully-paid. The premium on the first-named has 
dwindled to 13 (as against 33 about three weeks ago), and to 
os. on the two others. Whitehall debentures are quoted 


ut 881, and the preference shares at 18s. 6d. 


The Great Northern Telegraph Co. points out in its report 
that the ‘* traffic as a whole does not as yet show any ten- 
dency to increase, but rather the reverse." However, the 
dividend and bonus are 22 per cent., as against 24 per cent. 
The price, after going 5s. lower, recovered to 80. Eastern 
Telegraph ordinary shows another rise. The company cele- 
brated its jubilee last week; the staff is expecting some 
tangible mark of such an auspicious event. Other members 
of the Eastern cable group are firm. Globes have risen to 
19, on publication of a good report. 

Wireless shares remain erratic in their movement.  Mar- 
conis dipped to 50s. and recovered to 51s. 9d. Marconis moved 
between 30s. and 32s. In Canadian Marconis there is nothing 
doing, and the price із droopy at lls. 3d. Automatic Tele- 
phones went back a trifle to 12s. 6d., to harden again to 
13s. 6d. International Telephone preference are quoted at 
16s. 3d. The passing of the dividend on the ordinary shares 
of both these companies has checked what mild degree of 
interest had been aroused by the hope of increased profits 
resulting from the Postmaster-General’s advocacy of the 
automatic telephone system. 

The Brazilian Traction Co. has provided a pleasant sur- 
prise to its stockholders by the declaration of a quarterly 
dividend of one per cent. Nothing haa been paid since 
January, 1917. That the company would revert to its pre- 
war dividend of 4 per cent. had been expected for some time 
past, as these notes have recorded upon various occasions. 
The Rio rate of exchange has militated against Brazilian 
companies making headway, except in the local currency, во 
that the resumption of dividend by the Brazilian Traction is 
so much the more gratifying. The common shares have rizen 
1 to 54, and the 7 per cent. preferred are better at 933. In 
our usual price-lists the yie'd on the former is calculated 
upon a 4 per cent. annual dividend. 

Not a change has occurred in the list of home electricity 
shares. Prices are steady throughout, and the market shows 
a good deal of strength. ' Newcastle-on-Ty'ne firat deben- 
tures slipped back to 903, and the 6 per cents. are easier at 
1023. British Thomson-Houston new 7} per cent. preferences 
are being dealt in actively on the basis of 19s. 9d. to 20s. 3d 
Provincial exchanges got ahead of London in this case, deal- 
ings taking place in the country before they were started in 
London. The London Stock Exchange Committee demurred 
at first to granting permission to deal until a certain letter, 
clearing up technical matters, had arrived from New York. 
but subject to this, bargains were permitted on Tuesday in 
this week. 

Anglo-Argentine Tr»mwavs 5 per cent debenture stock is 
two points down at 80. British Columbia deferred strength- 
ened to 744. The Mexican group is easier for choice, although 
no particular change haa developed. 
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‘Calenders, after their recent rise, reacted to 21/ 16. -Hen- 


leys. at.2 3/16 are 1/16 down, the preference shares at 43 
have gained the fraction. 
Als. 6d... Considerable interest is taken in the estimates with 


regard to the dividend due to be deciared at. the end of this 


month or at the beginning of July. Some people state that 
they will not be surprised if the usual 10 per cent. free of 
tax undergoes a modest reduction this time. Siemens are 
keeping up-at 278.,-and the company's 4j per cent. deben- 
ture stock has come into demand, on-the basis of 89. Dollar 
securities have given way, American Telephone common stock 
‘going back to 136. 

The Home -Railway market has ‘suffered something of a 
shake-out. А fairly large bull a¢count became built up, and 
liquidation on behalf of holders brought about а general 
drop, in the course of which Metropolitans gave way 14 to 
454, Districts 4 to 38. Underground ordinary shares are $ 
lower at 22, the Is. shares fell to 6s. 6d., and the Contingency 
Certificates can be bought at 6d., or less. Lord Ashfield cut 
the first sod of the new Hendon extension of the Charing 
Cross, Euston & Hampstead Railway on Monday, and it is 
.hoped. to have the line in operation in about fifteen months’ 
time, while, three months later, the company expects to 
get from Hendon to Edgware. . The market ів awaiting with 
.keen interest an issue of debentures from the London Electric 
Railway Co., or some other member of the group, which will 
carry the: guarantee of the Government. 

' The rubber market remains inert. Tron, coal, and steel 
shares stiffened a little on the conclusion of. the engineers’ 
lock-out, while armament shares, after trifling improvements, 


relapsed into a condition of inactivity. 
n $ a 


SHARE LIST OF ELECTRICAL COMPANIES. 


НОМЕ ELECTRICITY COMPANIES. | 


: m. TE donit з . Dividend. Prite s 
n . —— —. Junel8, Biseor. Yield 
1990, 1991. 1922. {аП,,. p.c. 
Brompto | Ordinary ‚+ Sie. р 12, n 7 — £8 0 0 
Charing TO Ordinary... tus dori . 6 — 611 0 
do. . 44 Pref. d 4 HE. —" 616 3 
MUN т Je TN t M. d 6... -— 568 
City of London  ... E T" .. 14 14 . 88/9 — 740 
do. do. 6 per cent. Pref... 6 6 | A6 — 6 6 8 
County of London 8 ..8: M — 6 80 
do... do. 6 percent. Pref... 6 6. l. — ‚6 0 0 
Kensington Ordinary ...  .. . 9 10 hoo 707 
London Electric ...  .. 29... 94 4 дү — 517.8 
do. do. 6 per cent. Pref... 6 6: 4 — 6 3 1 
"Metropolitan 1I oT. b —. 618 4 
do. “44 per cent. Pref... 44 4 3 — 600 
Bt. James’ and Pall Mall ar hee 13 12. — 4 7 8 4 
South London bos 7 7. — воо 
South Metropolitan Prof, S. оь b od. 7 зый. == 518 0 
Westminster Ordinary ,. | w- w° A — 615 7 
ү | бейин AND. cals 
Anglo-Am. Tel. Fre age "uis hu: 6 pt + 4 6 14 10 
do. Del с. s a i 846 923 — 7170 
Chile Telephone ... ш. .-. .... 6 |: 05 — 416 1 
Cuba Sub. Ord. ... 5x m E $- 7 . 8 — 8 4 8 
Eastern Extension pe Yang eae 10 10 . 18 ~~ 58 1 
‘Eastern Tel. Ord. i Eo v. 10: 710 187 +l 5 6 8 
Globe Tel. and Т. Ord. . e .. 10- 10 19 ; +$ 558 
do.. ` do. Pref. "IDEE TX. 11à .. —à ,,. 6 7 10 
Great Northern Tel. ...  .. oe», 24 29,7 .80 — 768 
Indo-European... .. -.. :...10 10 * 4i — + -6 8 5 
Marconi 2.5. 95. 165 5 "9h — Xx 517 0 
Oriental Telephone Ord. es 238 '14 12 2 — ' 416 0 
United R. Plate Tel. .. .. ... 8 B 7 + de 75 8 6 
West India and Panama ' `... .. Nil Nil b. '— . Nil 
Western Telegraph | ... |... .. 10 10 498 0 — *5 0 
„ёлу . Номе КАВ. А | 
Central London Ord. Assented dm 4 4 : B — 0 517 8 
Metropolitan ... д2 a 1à |: 2$ ..45  —1 419.0 
do District . m il 1 вв . — ‚312 
“Onderground Electric Ordinary P Nil t Nil 2 — . Nil 
. a do. : do. 2 ü мы . 66. -@d. 7 ‘Nil 
; 09, s do. neces ы; 224... 806. nl: *411 0 
| | FOREIGN Твлмв, c: ge ^ | 
хайы Trams, First Pref. .. «=: BD P. — .711'8 
. do. do. 2nd Pref.,. S9. Nil 8 — » 7 6:8 
А до. до. 5 por cent. Deb... б, 5 5 | 80 —2 | 65 Q0 
Brazil Tractions .. "м Nil | 64 +1 7 8 2 
British Columbia Elec: ‘Rly. Pee. e ' В 5 81 = + 6 2 8 
| . do. do. Preferr ‚Бб 93f- .1 — 611 6 
‚ фо, ; do. ` Deferred .... 3 .194/. 74 +1 *8 7 0 
· do. do. "Deb.. e. 42 4i — 577 1 
Mexico Trams. Б percent. Bonds .. ‘Nil Nil E —: — 
do. с. 6 percent. Bonds .. Nil , Nil 791 —: Nil 
‘Mexican Light Soon РР . Nil Nil — Nil 
. do. "E Nil Nil’ S59 ` — Nil 
do. . . Ast ‘Hands’ Ре Nil 5 734 —1 '615 7 
| MANUPACTURING COMPANIES. . QE M ar N 
Babcock & Wilcox Vus ERO . H5 155. | | B .— ` 5928 
‘British Aluminium Ord. „з. 10 10 * - Meet, Сз урш 
British Insulated Ord... : `... o. 35 15. 7.24 + 712 
Callenders ... 2 me tye s 15 165. 7 25. ай. 7,58 
pe 6) Pref. ш. 0, 10 6 " T, —. 6/9 5 
Crompton Ord. .;: ·.... .. ^...10 10 9 "~ 10 0 0 
Edison-Swan. "c We. ,: g- c.v. а — 
. do. do. 5 per сан: Deb ear D. „б . 65. п ‚1 18 10 
‘Electric Construction ... ^ .. ^ ..^ 10 10* If ' + б 716 0 
English Eleetrio e 1 0 ВСВ De оер 1618.4 
do. ы бө Жуз es E abe 6. 6 oe 18/8 PX Synge 611 6 
Gen. Elec. Pref. „о... OR 6A, O 99/5 OB 18 10 
' do. Ord. `... 2. "1.52 ^4 uev BO RU “908 o! —- ‘9 8 д 
Henley es ees oak Ss .. 15 16 2 —.(44..6117 0 
de. 4% Pref. .. - .— n lee 44 4$ 4B. +. 5.210 
India- Rubber uU 1 — — 
Met.-Vickers Pref. gaan Омер. an 8 Boc t 68 0 
Biemen Ord. we Cao adea avew 10. 107. A — > .,°7 8.9 
Telegraph Con... we  .. 90 20 95) ~ *4 11 ^6 


* Dividends рый free of Income Tax. ' ' · 


General, Electrics keep. firm at 


1 б 
в sow iae. 


E ‚МАРКЕТ QUOTATIONS. 


Tr should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may та according to quantities and other circumstances. 


"Wednesday. June 14th. 


si a Latest Fortnight's 
TENA CHEMICALS, &c. m Price. ... Inc. or Dec. 
«Acid,Oxalic .. ' .. | .. per 1b. Rd. ^ - " 
а Ammoniac, Sal - per ton £63 eer 
a Ammonia, Muriate Üarge crystal) SEA a * ; £58 d 
& Bisulphide of Carbon ES A ec eof "s 
a Borax... M мє Оше MN. 
а Copper Sulphate di^ as toas. МУЎ £27 10s. 
а Potash, Chlorate...  ..  .. perlb. | Sd. tọ 544. а 
а , Perchlorate PERO у е, T qid. а 
а Shellac: .. рег ewt. £18 158. fie. inc. 
1 Sulphur, Sublimed Flowers ` e mE y ae SAAD . | 1 = 
Lump 8 "i ^ #11 " 
2 Soda, Chlorate per 1b. 34d. . 
а , Crystals per ton £7 
а Sodium Bichromate, casks per lb. 53а 
‘ METALS, &c. 
b Aluminium, Ingots... per ton £120 
jb T wits ae per lb 1/9 to 2/6 
b heet ... - 1/6 to 2/- 
P) Babbitt’s Metal and Anti- friction Metal— | 
Grade I ... io per ton net £145 £4 dec. 
Grade II. eui. ELS i» s £105 £2 dec. 
Grade III .. £61 £1 dec. 
с Brass (rolled metal 9" to 12" basis) per Ib. OF 1d. inc. 
с .. Tubes (solid drawn) i \ . 11324. to 1/- ài 
с ^ Wire, basis. * ae 13 j +. 9. 
є Соррег е (solid drawn) . .. » 1/1à 
€ ,. Bars peat selected) per ton - 4£04 £2i inc. 
€ ^ Sheet.. foe ze Aux m so £294 £3 inc. 
€ Rod m "PP T] Y £94 £2 ine. 
d . (Eleetrolytic) Bars fag HE £70 lis. dec. 
d . - Sheets  .. £145 108 ы 
d ...2.» Міге Rods сле, la #80 10s. dee. 
d | ve H.C. Wire per lb 10 4d 3hd. dee 
f Ebonite Rod.., . ..., .. P. $ odd A | 3/6 dd 
"u.c Bhet... С, Cus. Que vu (C y 
a German Silver Wire v uec T ws mE 2/6 
h Gutta-percha, fine . УА hos ws oa c5, 2/6 
h India-rubber, Para fine ... E | 104. 
і Iron Pig (Cleveland Warrants) .. _ per ton 90/- et 
» Wire. yvalv. No. 8, P.O. >. qual. js £25 £2 dec. 
.g Lead. English Pig .. ut m £96 15s. dex 
g Mercury .. per bot. ;£1115s.to £19 106. d 
«€ Mica (in original Gases) small .. per lb. За. to 3/- "E 
* ho уу i medium ... ii 4!- to 8/- 
large "te i 10/- to 20/- & up. jd 
P Phosphor Bronze, plain eastings ie ‚|. M м 
7. + drawn bars and rods "T сс 183 ` 
р , ^» rolled Mp & sheet T 6 14 
p » W ire. Kid. ш e 1/3 
о Platinum ; Doe s. рег oz ~ £19 10s. 
"d Silicium Bronze Wire EN .. per lb. 1/1 
„г Steel, Magnet, in bars ... Ши... s 1/- | єз 
a Tin, Block (English) wea .. рег ton £150 10s. S05. dev. 
`п „, Wire, Nos, 1 to 16 i per lb 3/- РҮ 
ооо supplied by 
a в. ron & Co. ‘g James & Shakespeare. 


. .A& Edward Till & Co. 
Í Bolling & Lowe. 
1 Richard Johnson & Nephew. Lul. 
n P. Ormiston & Sons. 
f India-Rubber, Gutta-Percha and о Johnson, Matthey & Co., Ltd. 
Telegraph Works Co., Ltd. р C. Clifford & Воп, Ltd, 
r W. Е. Dennis & Co. 


' The British Aluminium ron Ltd. 
.€ Thos. Bolton & Sons, L | 
`4 Frederick Smith & Co. 

е F. Wiggins & Sons. 


-a 
+- 


The High-Value- ' Penny. The ЕЕЕ to divide the 
shilling into 10 pence instead of 12, whilst. maintaining the 
values of the ‘shilling,. and: pound unchanged, has beet! 
'unanimously endorsed hy ‘the National Chamber of Trade st 
its annual conference, and the Manchester Chamber of Coni- 
merce“has resolved to press. it on the attention of the Govern- 
“ment. Mr. Harry Allcock, M.I.E.E., M.I.Mech.E., who on 
ginated the scheme, has issued a small pamphlet in which its 
‘advantages are lucidly set forth. ‘The change could be effected 
. without any State subsidy, and would accelerate the restora- 
tion of ‘‘ penny ’’ prices in numerous instances, the increas 
"in purchasing power of 20 per cent. enabling penny posts. 
penny telephone messages, penny-a-word telegrams, penn’ 
;tramear fares, &c., to be resumed. At the same time boob- 
‘keeping оша be enormously simplified—almost as much 25 
‚Ьу the adoption of a complete decimal coinage. which would 
- naturally follow without any difficulty or ahy further change 
„im values, two-pence being one-hundredth of a pound sterling. 


Universal. Time Indicator.—We have. received from the 
‘General Post Office a universal time indicator that has been 
issued in connection with the Imperial telegraph cable route. 

' It consists of a cardboard clock dial, the centre of which : 
movable. : Round the edge of the centre disk are printed the 
names of various fdreign places, and to find the time at an‘ 
оѓ the latter the user turns. the inner diak until his los. 
‘time > brought opposite the name of his own county œ 
„city; he then reads the time from the clock dial oppost? 
“the place required. The indicator is easily manipulated ani 
should be found useful by many. 
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EVAPORATORS FOR. POWER-HOUSES. 


By REGINALD O. KAPP, B.Sc, A.M.LE.E. 


THe usual method of dealing with harmful impurities 
in boiler-feed make-up water is filtration and water 
softening by chemical means. The chemical treatment 
of the water is primarily designed to eliminate scale- 
forming salts, but a subsidiary result of such treatment 
is that the precipitation of these salts causes tinely- 
suspended solids to coagulate and be retained by a filter 
which would otherwise allow them to pass in the un- 
treated water. With chemical treatment one can, more- 
over, ensure that the boiler. feed water is neutral or 
slightly alkaline, thus avoiding any corrosion due to 
free acids, The chemical method is sufficiently good for 
most practical purposes, but it is not an ideal method. 
It consists In replacing harmful impurities by less harin- 
ful ones. 1t does not give really pure water. If the 
raw Water contains a very large quantity of impurities, 
if some of these are of a nature that cannot be dealt with 
by water-softening plant, such as common salt, oil, soap, 
or organie acids, and if the hardness of the water varies, 
such as is the case when the supply is taken from а 
tidal river, filtration and water softening do not pro- 
vide a satisfactory solution of the problem. In. such 
cases even frequent blowing down and cleaning of boiler 
tubes does not entirely prevent damage to boilers and 
plant, | 

A list of the well-known troubles due to unsatisfactory 
make-up water is sufficiently alarming. Inorganic salts 
form a hard scale оп the boiler tubes, leading to 
ineficienev of the boilers, pitting, and even. burning 
through of the tubes. Organic. acids and free carbon 
dioxide corrode the boiler and economiser tubes. Solids 
In suspension choke up the tubes, and if these solids are 
of a foam-forming kind they lead to priming with pos- 
sible damage to the steam turbines. [impurities in the 
water may further lead to corrosion and erosion of tur- 
bine blades and incrustation of valves. 

An expensive but otherwise satisfactory method of 
obtaining pure water. whatever the quality of the 
supply, ds by distillation of the raw water. | 

Though evaporators are more expensive than water- 


softening plant, both in prime and running cost, the’ 


money spent on them ds a small item compared with the 
cost of the butler and turbine installation in a large 
power-house. The extra expense is, therefore, frequently 
justified by the saving in repairs and cost of boiler 
cleaning, the prolongation of the life of the boilers, and 
the increased revenue-earning power of the boilers. 
Apart from the annual overhauling, each boiler is out of 
commission for a part of its life for periodie inspection 
and tube cleaning. Where very large boiler units are 
installed, taking a long time to cool down, this period 
Is a considerable proportion of the boiler's life. It is 
therefore usual for at least one boiler to be out of service 
for periodic inspection at any time, and the total steam- 
ing capacity installed in a boiler-house must make allow- 
ance for this. If periodic inspections can be materially 
reduced by the use of evaporators, a saving in the total 
Installed boiler plant is effected which is much greater 
than the cost of the evaporating plant. — 

When pure water is fed to the boilers the amount of 
hlow-down necessary is also reduced to а very small 
ticure. But the economic advantage of this should not 
be unduly stressed, as it is doubtful if the value of heat 
units lost by blowing down a large boiler frequently will 
amount to more than £20 or £30 annually. 

An evaporator is a combined boiler and condenser. If 
the boiler part were to consist of one or more coal-fired 
boilers, the apparatus would be too bulky for practical 
purposes in the case of a large station, and it would 
cost too much in upkeep and running charges. The 
usual type of apparatus, therefore, employs steam to 
produce evaporation of the raw water. and this enables 
it to be specially designed for a large *' throughput," and 


so arranged that all or nearly all the impurities in the 
water are got rid of in special sludging vessels and not 
deposited on the surfaces designed to transiuit heat. 

Three sources of steam шау be available in a power- 
house, namely, live saturated boiler steam, stein bled 
from а low stage on the turbines, and exhaust steam 
from station auxiliaries. As, for reasons of economy, 
modern practice is usually to design power-stations with 
motor-driven auxiliaries and bled steam for feed heat- 
ing rather than with steam-driven auxiliaries, the ex- 
haust steam of which is used for feed heating. the third 
source of steam 15 not considered in this article. 

The most economical source of steam for evaporators 
is bled steam from the turbines. It has, however, cer- 
tain drawbacks. The pressure is often below that of 
atmosphere, and the evaporators with the pipes and 
valves connecting them to the turbines аге a fruitful 
source of air leakage. If evaporation is carried. out 
below atmospheric pressure, special air pulps are neces- 
sary to draw off the permanent gases in the water. The 
actual pressure and temperature of bled steam varies 
with the load on the turbines, and these variations may 
interfere with the efficient. working of the evaporator. 
In cases where the above reasons do not operate, bled 
steam, Which has already given up the greater part of 
that portion of its energy which can be turned into 
work, but still contains a considerable amount of heat 
energy, should be used. i 

Apart from losses due to radiation and to the heat 
contained in the concentrated sludge water, all the latent 
heat in a given quantity of steam is used to evaporate 
water, the result being steam at a slightly lower pres- 
sure aud temperature than that of the steam utilised 
by the evaporator. A portion of this resultant steam 
сап be condensed in a-feed heater in which the incoming 
raw water is heated to boiling point. Only a portion of 
the latent heat in the steam eun be used in this way, and 
so there is a surplus of uncondensed steam. There are 
three possible uses for this surplus steun :— 

1. It can be condensed in a further feed heater 
through which the main boiler feed passes. 

2. It can be used as the source of heat to a second 
evaporator in which the raw water will be turned into 
steam at a still lower pressure and temperature, 

3. A portion of it can be mixed with the steam formi- 
ing the original heating agent, the mixture being at 
a higher temperature than the steam given off bv the 
raw water, and therefore able to give up its latent heat 
to evaporate a further quantity of raw water. 

With the second alternative about twice as much water 
is evaporated for a given supply of steam as in a 


single-stage evaporator and a smaller amount of 
surplus uncondensed steam ds left over. — This can 
either be condensed in a feed heater as mentioned 


under 1 or used to evaporate a further quantity of raw 
water. With each additional stage there is more raw 
water to he heated up to boiling point, so more surplus 
steam can be condensed, and generally five stages suffice 
t» condense all of it in feed-heaters. 

Where bled steam is used the evaporating plant need 
onlv have sufficient stages to reduce the quantitv of 
surplus steam to an amount which can be condensed. in 
feed heaters through which the condensate from the main 
condensers passes. As the station engineer would prefer 
to work his evaporating plant at periods of light load, 
to keep down the load on his boiler-house, the number 
of stages тау be determined by the amount of con- 
densate extracted from the condensers at light load 
periods. —-— | | А 

If live steam from the boilers has to be used it is 
important to keep the steam consumption of the evapora- 
tor as low as possible by installing enough stages to 
recondense in the plant itself all-or as much as possible 
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о? the surplus steain. 
here. 
live steam, any heat in this which cannot be utilised in 
the plant itself appears in the surplus steam and can 


There is an apparent paradox 


be regained in feed heaters, thereby reducing the amount — 


of steam to be bled from the turbines for feed heating. 
As a single-stage plant has less radiation losses than а 
multi-stage plant the heat balance is more favourable 
for the former. The reason why, in spite of this, multi- 
stage evaporators are more economical where live steam 
is used, is that the heat regained from surplus steam 
constitutes a saving in bled steam from the turbines 
only, that is, in steam which has already done about two- 
thirds of its work. In comparing different evaporators 
for live steam from the point of view of station economy, 
therefore, the thermal efficiency must not be taken, but 
the consumption of live steam, less the bled steam saved, 
expressed in terms of the amount of live steam equiva- 
lent to it. 

Let A=Ib. of steam at boiler pressure required to give 
1 lb. of gained distilled water. 

h, = difference in temperature between the distilled 
' water and the crude water. 

h,=the heat units given up by the surplus steam per 
lb. of gained distilled water. 

=the heat units available for feed heating in 1 lb. 
of bled steam. 

r=the ratio of work obtainable from 1 lb. of bled 
steam to that obtainable from 1 lb. of live steam. 

The actual extra live steam that has to be supplied 
from the boiler-house per Ib. of gained distilled water is: 
A>r (hi ths) fL. 

The value r is of the order of one-third. and depends 
on the pressure and superheat of the live steam, the 
vacuum in the condenser, and the stage of the turbine 
at which steam is bled. 

An evaporator heated with saturated steam is a very 
much smaller object than a boiler of the saine steaming 
capacity. 
better heat transference can take place across evaporator 
tubes than across boiler tubes. The boiler tube is *ur- 
rounded by a laver of somewhat cooler gas, which forms 
а good non-conductor of heat. and the principal tem- 
perature gradient is in this gas and not in the metal 
of the tube. In an evaporator this film is replaced by 
a thin film of water of much greater heat conducting 
power than a gas film. As evaporators work with a 
small difference of pressure on each side of the tubes, the 
metal can be very thin, which further helps the heat 
transference. Many types of evaporator have a very 
wreat velocity of water in the tubes; this may be as 
much as ten times the velocitv of the water in a water- 
tube boiler. At such high velocities the film of badly- 
conducting steam on the inner surface of the tubes is 
avoided or reduced to a minimum, and the temperature 
difference between the heating steam and the water to 
be evaporated is still further reduced. In the case of 
the Kestner climbing film evaporator, this high velocity 
is obtained by the use of very long tubes. It is found 
that the steam, as soon as it is formed. is carried to 
the centre of the tube. leaving the inner surface always 
covered with a filin of moisture which rises more slowly 
than the steam. In the Prache and Bouillon type of 
evaporator a high velocitv is obtained by the use of an 
impeller. This adds a slight pressure to the water in 
the tubes, preventing the formation of steam in ‘them. 
Ebullition does not take place till the water has left the 
tubes and entered a large vessel called the ebullition 
chamber. Messrs. Mirrlees Watson also avoid a filin of 
steam on the inner surface of the tubes bv the use of 

ebullition chambers, where the pressure is slightly lower 
_ than in the tubes, so that no steam is formed in the 
tubes themselves, | 

A most important consideration is the reduction or 
avoidance of scaling in the evaporator tubes. Clearly 
little would be gained if scale trouble was only trans- 
ferred from the boilers to the evaporators and with the 
great throughput of an evaporator, and because it is 
entirely fed with raw water, the amount of solids to be 


Although a single-stage evaporator takes more- 


The principal reason for this is that a much : 


eliminated hourly is much greater per unit heating sur- 
face than in a boiler. Such trouble is largely obviated 
by the low pressure and temperature at which an 
evaporator works. At such temperatures the scale 
formed is soft and does not tend to form a deposit on 
the tubes as readily as in a boiler. Evaporators using 
live steam are often fitted with a reducing valve to bring 
the steam pressure down to a figure approximating to 
that of the atmosphere. A small water jet is installed to 
quench the superheat in the steam issuing from the re- 
ducing valve. In the case of the Prache and Bouillon 
evaporator, the temperature and pressure of the supply 
steam is lowered by mixing it with some of the steam 
generated in the plant. As the mixture is superheated 
it is passed through a kinetic nozzle in which a velocity 
head at the inlet is changed into a pressure head at the 
outlet. The nozzle is so designed that the pressure thus 
obtained corresponds to saturation point for the tem- 
perature of the mixture. Thus some of the steam de- 
veloped in the plant is used to evaporate more raw water. 
and the effect. of a multi-stage evaporator is obtained in 
one plant. The best efficiency with this method is only 
obtained at that particular throughput for which the 
plant is designed. Both in this and in the Kestner 
evaporator the high velocity of the water in the tubes 
further helps to minimise scaling, as solids precipitated 
in the tubes are swept out before thev have had time 
to adhere to the metallic surface. A sudden change in 
the direction of the liquid after leaving the tubes. causes 
the solids in suspension to be shot off into sludging ves- 
sels. In the Prache and Bouillon evaporator scaling is 
further avoided bv the introduction of a small quantity 
of sand which exerts a scouring action on the tubes, but 
seems to cause remarkably little erosion of. the metal 
itself. Other makers rely on a design in which tube- 
cleaning is rendered as simple and speedy as possible. 

The efficiency of evaporating plant is of the utmost 
importance, as in general the capitalised value of tlie 
extra coal used is comparable to the capital cost of the 
plant, and will be the greater of the two figures in the 
ease of plant employing live steam. <A rough figure for 
the best output that may be expected from a multi-stage 
plant emploving live steam is 4 Ib. of gained distilled 
water per lb. of steam. 


THE TRADE OF AUSTRALIA. 


[IMPORTS AND Exronrs.] 

Tue following figures, showing the values of the imports of 
electrical and allied goods into Australia in 1920-21 ure taken 
from the recently-published official trade returns. For pur- 
poses of comparison the figures for 1919-20 are given, and 
notes of increases or decreases ure made. Only in the сах 
of cables is it possible to indicate any unit other than value. 
1919-20. 1920-21 Inc. or dee. 

£ £ £ 


Gas and oil engines. 


Total | 255,000 435,000 + 150 

From United Kingdom 133,000 237,000 + 104." 

» Canada i i 11,000 32,000 + 21.400 

„ United States. 99,000 156,000 + Om 

, Sweden 3,000 2000 — Lue 
High-speed reciprocating steam engines (direct coupled). 

Total 4,000 3,000 — Jaw 

From United Kingdom 4,000 3,000 — 1.001 


Dynamo-electric machines, static transformers, induction 
coils, electric fans and parts thereof. 


Total 731,000 1,052,000 + олан 

Froin. United Kingdom 324,000 952,000 + 6N. 

- United States 390,000 683,000 + XBU 
Regulating, starting and controlling apparatus. 

Total 195,000 215,000 + Su 

From United Kingdom 45,000 138,000 + а» 


» United States 
Electric fittings, viz., 


74,000 74,00) = 


switches, fuses and lightning arresters. 


Total 174.000 269,000 + Фи 

From United Kingdom 95.000 145.000 + o, 
United States 71,000 5000 + Pow 

„ Japan 6,000 33,000 + Nuw 


Se a Ө ӨөӨӨӨөӨөүөЪБ ++Ҥ+ҥ+-6еүЕЕР {Г ү  Р(ЕЦццццЦцЦйщЩщЦцЦйЧ — — amass, 
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1919-30. 1920-21. Inc. or dec. 
£ & £ 
Electric heating and cooking appliances. Р 
Total 19,000 51.000 + 32,000 
From United Kingdom QAN) 19.000 + 10.000 
United States 10,000 — 30000 + 20,000 


9? 
Electrical. appliances, other. 


Total B23 000 SOSQQOQ + 455.000 


From United Kingdom 107.000) 883,000) + 270.000 
» United States 153,000) 71,000. + 82,000 
Netherlands 290,000 100,000 + 7100 

Telephone apparatus. | 

Total кы GG 000 356,000. + 157.000 

From United Kingdom 34,000 63,000) + 90,000 
, United States 59,000 162,000 + 103,000 
, Sweden а hor — 27,000 + 27,000 

decumulators or storage batteries. 

Total 125,000 107.000 — 21.000 

From United Kingdom 44.000 — 48,000. + 4.000 
, United States 81.000 58.000 — — 23,00 

Arc lamp carbons. | 

Total 13.000 10,000 — 3,000 

From United. Kingdom 4.000 7.000 + 3.000 

United. States 3,000 . 29,500 — 500 


ДЈ 
Are lamps, carbon in blocks, vacuum tubes, measuring 
and recording instruments, insulating tape. 


Total 135.000 972,00 + 134.000 
From United Kingdom 65.000 154.000 + — 89,000 
. United States 45,000 76,000 + 28,000 
Lamps and lamnware. 
Total ae .. 160.000 378,000 + 900.000 
From United Kingdom 50.000 113.000 + | 63,000 
4 Japan EE 19.000 67,000 + 48.000 
. United States 90,000 171.000 + 81,000 
Steam turbines, econamisers, superheaters, Фс. 
Total 139.000 21.000 + — 82.000 
From United. Kingdom 109.000 918,000 + 709,000 
» United States 91.000 3.000 — — 18.000 
Cable and wire, covered. 
Total Tons 3.740 0.2800 + 3.500 
£ 631,000 1,233,000 + 602.000 
From United Kingdom Tons — 9.955 5.900 + 2.045 
£532,000 1,151,000. + (49,000 
4, Canada Tons 148 9 — 139 
£ 14.000 1700 — 19300 
. Japan Tons 437 17 = 2) 
£ 5300 7.500 — 34.500 
. United States Tons 20 ^76 + 7R 
£ 34.000 37.000 + 3.000 


It is interesting to note that Australia has made a begin- 
ning in the export of electrical machinery and appliances. 
The values of such goods, of Australian. manufacture, are 
given below :— 

Machinery and appliances, electrical. 


Total 12.000 20,000 + SAAN) 
To New Zealand 6,500 1.00 + 4,500 
, Fiji 38.000 4.00 + 1.000 
Papua 1,000 — - 1.000 
.. India is ки Р — 1.500 + 1.500 
„ South Africa ее ЎА — 1100 + 1,100 
Electrical. materials. 

Total 12,000 638,000 + 56,000 
To New Zealand 10.000 66,000 + 20,90) 
» Fiji 1.000 1,600 — 

THE ART OF GETTING A JOB. 

IN the Proceedings of the American Society of Civil Ene 


neers for May, 1922, it was stated by the manager of the 
Federated American Engineering Societies! Employment 
Service that а period of marked betterment had set in. The 
Unemployment Service had placed S70 men in. engineering 
positions since January Ist, 1922. and from 10 to 15 profes- 
sional engineers a dav were finding places. 

About 3.000 appheations were on file at the Unemployment 
Service. Volunteer committees of engineers to aid in finding 
Joba for members of the profession were at work in various 
cities of the United States, and were making marked progress 
in extending the scope of the engineer to new fields. 

The following admirable ‘‘ Suggestions from the Voluntary 
Committee of the Employment Service " we quote in full, 
in the hope that they will be useful to some of our readers :— 

The experience gained by interviewing hundreds of em- 
plovers and thousands of employés seems to prove that the 
average job hunter passes through three stages before making 
a new connection.» 

The first mav be likened to that of a chicken which has 
recently been deprived of its heud. First, comes the sever- 


ing blow of discharge, followed quickly by a wild spattering 
of messy letters, fit only for the waste basket, and а mad 
aimless rushing hither and thither after jobs for which he 
is unfitted. Should anyone dare to offer the kindly sugges- 
tion that he is reaching for sumething beyond his grasp, the 
applicant sees a diabolical attempt to keep шш out of work 
and bull-headedly insists on having his way, bundly ignoring 
the fact that he is wasting his time and hurting the bureau. 

Meeting with no success, he is overcome with an enervating 
feeling of maudiin self-pity, and proceeds to give an excellent 
imitation of Sir Isaac Newton discovering the law of gravity. 
Although the achievements of great scientists are always 
worthy of imitation by engineers, there is little chance there 
days of a job falling into the lap of any man. At this stage 
he spends a goodly part of his time in composing bitter 
arraignments of the inefficiencies of the bureau (unmindful, 
perhaps, of the fact that his contribution toward its support 
amounts to just 25 cents per year), und is quite firmly con- 
ae that the hand of both God and man 15 turned against 

шп. 

He finally reaches the third stage where he decides to quit 


imitating the ostrich, withdraws his head from the sand of 


ignorance and personal prejudice, and faces the cold hard 
facts. Now something can be done to help him. 

To get a job one must sell one's services. Unfortunately, 
the prospect of having to go out and attempt a sale seems 
to throw most engineers. into a blind unreasoning panic, 
oWlng, doubtless to a childlike acceptance of that most falla- 
cious, although generally accepted, statement that an engli- 
neer cannot make a good salesman. Surely a man who 
understands human nature, knows his goods, thoroughly 
believes in. them, and displays a reasonable amount of 
enthusiasm in presenting them, should stand a good chance 
of making a saie. The trouble with the engineering job 
hunter is that he does not know his goods, consequently he 
has not a strong belief in them, and instead of presenting 
thera with a show of sincere enthusiasm, tries to cover these 
defects with а bluff, appearing, therefore, either as a “' know 
it all" or a charity seeker. 

When an employer desires а man to fill a specific opening 
he always has а well-defined idea of the kind of inan he 
Wants, and that applicant is successful who most closely 
approximates to that ideal. True it is that one occasionally 
meets a man who seems not to know what he wants—and 
this is really the easiest type of man to deal with if the 
applicant. knows and believes in himself. The einployer's 
nebulous ideas can often be crystallised into a form according 
almost exactly with the qualifications of the applicant. Un- 
fortunately most applicants seek merely a certain salary, and 
are ready to take almost any kind of a job which will pay 
it. Hence, to a prospective employer they appear weak, 
doubtful of their own capabilities, and create a negative 
impression on hin. Remember, always, that when a inan is 
hired a contract is made, and a contract has been. well defined 
as “а meeting of two or more minds." How, then, can 
two minds meet when oniv one of them has a well-defined 
set of ideas? Therefore, the first thing for a man to do is 
to draw up a detailed list of his qualifications— personal, edu- 
cational, practical. Let him only play fair with himself and 
note both strong and weak points. Here, he begins to make 
progress, for ambition will force every. normal man to. seek 
remedies as soon as he recognises his weaknesses. Next, he 
should combine this detailed list of qualifications into a clear, 
concise, forceful experience record which will show him in 
the best light possible. This is the hardest part of the whole 
task, and will require not an hour, but more often days of 
hard, consistent, even painful effort. When properly done, 
however, it creates a wonderful feeling of confidence, and 
gives him a sharply-defined idea of his size as pertaining to 
any job he seeks. As a result he no longer wastes his time 
and elforts in madly chasing impossible jobs, but settles down 
to a determined and a frequently much more successful hunt 
for a job within his capabilities. 

Incidentallv, this is an ideal time to take some thought of 
the future and decide what one would like to be ten or twenty 
vears from now, thus gaining an idea of how far one has 
progressed along the desired. path, and what steps must still 
be taken to attain the goal. Опе should set up a hich 
standard, but not an impossible one; and what that may be 
each man must determine for himself. This mode of pro- 
cedure enables a man to make a progressive effort to gain a 
job which is within. reason and which will enable hin to 
gain additional valuable experience. He has now reached 
the point of knowing what he wants, why he wants it, and 
why he should have it. A man in possession of these facts 
is a hard individual to turn down, and what is more import- 
ant, he has acquired confidence. 

Logically, the next step is to find a market for the goods. 
This is where the bureau, advertisements, letters, and per- 
sonal tips should be used. Bear in mind these are media 
only, and none of them will or can get the job itself. thev 
mereiv place one in touch with it. Most jobs, and par- 
ticulariy the good ones, are “ By Letter," so it behoves the 
applicant to give heed to what constitutes a successful letter. 

Avoid wasting a paragraph or even a sentence telling how 
the job was located—the heading does that. Set forth the 
qualifications in general, but forceful, terms—the experience 
record will give the detuils and proof. Above all, be con- 
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cise, for if you really know you will fill the job your letter 
will show it. No man not a genius can dash off an effective 
letter in an hour. A successful letter is well worth several 
hours of effort. Even after composing what appears to be 
a pood letter its value must be tested in the open market— 
and the first attempt is rarely successful. Persistence plus 
knowledge and confidence must inevitably win. 

Finally comes the interview. Its success will be dependent 
on the personal impression, an intelligent expression of re- 
quirements and qualifications, and mutually satisfactory 
terms. | Physical appearance counts for a great deal. Some 
аге naturally gifted, others are not. One's natural inclina- 
tions usually tend toward work with which his physical 
appearance accords. One does not pick a dray horse for the 
race track. Therefore, look to the neatness of clothes, face, 
and shoes, and let the guest beware of his manners. Watch 
carefully the questions and answers, as the tongue has often 
slipped many а man out of a good job. Lastly, endeavour 
to be reasonable in one's demands, for if the employer does 
not use good business judement in dealing with the emplove 
the latter will not long have а job. The following summary 
will probably be more effective than the foregoing remarks. 
In any event it is hoped that either or both will make a few 
of the job hunters think. | 


HINTS ON Jon GETTING. 


1.—Decide on what vou want. 
2.— Make sure your qualifications give vou an even chance 
of vetting it. Do not think 100 per cent. is necessary. Per- 
fection does not exist. 

3.—Do not go after a job unless vou mean business. 

4.—There are three factors to every job, viz., advance- 
ment, experience, salary. Do not ignore the first. two. 

5.—hemenmber that the job gets the salary, not the appli- 
‘ant’s qualifications. 

6.—Job getting is seling one's. services. The successful 
salesman knows his product thoroughly. Study your goods. 

LETTER WRITING. 

l.—'lhe object of a letter is to get an interview. 
do not get jobs. 

2.— Padding of pavrolls is a felony. 
equally dangerous for the job hunter. 

З.—А letter must: Arouse interest; create desire; prove 
the case: and convince the reader that an interview will be 
profitable. Therefore: Be as brief as is consistent to prove 
your claims. Make no claims not backed by the experience 
record. Always include the experience record. | 

4.—Attractive. packages improve the sale of goods. There- 
fore, typewritten letters on plain) business stationery are 
better than long-hand letters on club or personal stationery. 


Letters 


Padding of letters is 


INTERVIEWS. 
The interview is * the day in Court." Getting it is only 
one-half the battle. When being interviewed : | 
].—Be confident of your worth, bnt not. presumptuous. 
2.—Be sure vou want the job and be ready to prove why 
you should get it. | 
3.—А :К a fair market price for vour goods. 
{сет. Do not be a philanthropist. 

4.—Assay the three elements: Advancement, Training, 
Salary, and be guided by the sum of the three in accepting or 
declining. 

5.—1 eave in a pleasant, hopeful manner if the job is not 
decided then and there. 

6.—A letter of acknowledgment of the courtesy of an in- 
terview is good policy following a promising call. 

Finally, maintain the proper mental attitude. Do not let 
your morale slump. No one wants a grouch or a man who 
is not sure of himself. 


Do not profi- 
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ELECTRICAL DEVELOPMENT 
ZEALAND. 


IN NEW 


Tuk Report of the Chief Electrical Engineer (Mr. L. Birks, 
B.Sc., M.E.E.E.) for the vear 1921 has recently come to hand. 
It is a mine of information, and it is not possible in the space 
available to do more than refer briefly to a number of the 
interesting features which it possesses. 

The immediate aim of the Government, it is stated, is to 
secure a supply of 0.2 h.p. per head of population, but this does 
not represent. the ultimate development. To carry out this 
ann im the North Island, a scheme was laid out involving 1,112 
miles of main transmission lines and 309 miles of branch 
lines, with transmission pressures of 110,000. V. for main and 
353,000. V for branch lines. The three main generating points 
are Mangahao (24,000 h.p.) ; Waikaremoana (40,000, ultimately 
150.000 h.p.): and Arapuni (96,000, ultimately 162,000 h.p.). 
These undertakings are to be linked up with a number of 
smaller existing hvdro-electric stations. The estimated cost 
of the scheme was £7.308,042, or £45.63 per h.p., but the 
actual costs have been found to be over 50 per cent, in excess 
of estimates. The present position of the scheme is sum- 


marised as follows :—Manyahuo.—The headworks have been 
proceeded with during .the year, but owing to falling costs, 
fresh tenders have been invited. Specifications for the balance 
of the plant have been ready for some tine, but the state of 
the market rendered it advisable to wait. Tenders were 
accordingly invited during the year, and closed on November 
29th. The transmission line poles. аге being delivered. 
Arapunt.—Further investigations have been carried. out, and 
the construction of the dam is now to be proceeded with. 
Waikaremoana.—The power house surveys have been con- 
tinued and roads and bridges proceeded with. Two permanent 
200-h.p. exciter units have been ordered; these will supply the 
power for the construction of the permanent works and other 
Immediate purposes. The Horahora plant (5,400 h.p.) and 
main transmission line have been purchased from the Waihi 
Gold-mining Co. for £212,500. This plant is to be extended 
by the addition of two 2,000-h.p.. (2,000-KW) sets, for which 
water-power will be available except in verv dry years. 
Surveys have been carried out on a number of other sites. 
Development in the South Island is proceeding more slowly, 
but sufficient information is now available to enable a com- 
prehensive scheme to be drawn up for the Canterbury, Otago, 
and Southland districts. This will be a 606,000- V. transinission 
system with a total length of 759 miles, or an equivalent of 
1.116 miles of single line. To meet the requirement of .2 hp. 
per head of population, an installed capacity of 110,000 h.p. 
will be necessary. For the more. sparsely-populated areas au 
additional 15,000 h.p. will be required. Details are given cf 
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Fic. 1.—CURVES SHOWING HALF-HOURLY OBSERVATIONS OF 
LOADING. 


the extensions to and the working of the ITorahora plant. The 
total capital outlay to the end of 1921 amounted to £240,715. 
The result of working was a loss of £6,341. The operation ol 
the Lake Coleridge system (South Island) was more succes: 
ful; after meeting all charges, the result was a credit balance 
of £3,447, on a revenue of £51,373. Тһе capacity of thi 
undertaking was increased during the vear by the addition of 
а 3,000-kW set. The erection of a third pipe-line is in hand. 
and а commencement has been made upon the installation of 
a third transmission line between the station and Сшы- 
church. 

Apart from the two main Government supply systems, there 
are fifty-five power supply stations in the Dominion, repre- 
senting 49,630 kW of main plant and 5,8531 kW of subsidiars 
or stand-by plant. The total maximum output of thee 
stations Increased during the vear from 30,716. to 42,157. kW. 
The majority of these undertakings (41) are owned by muri 
cipal authorities. 

The position as regards standardisation of supply remained 
practically the same, but several of the older installations are 
preparing to change over to the standard 3-phiase, Hevele 
system, which now includes 20,080-KW, or 54.3 per cent. (f 
the generating plant installed in the Dominion. 

In order to determine the distribution of the load over the 
various hours of the day, arrangements were made with ibe 
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engineers of the fifteen largest undertakings, comprising 78 per 
cent. of the plant capacity of the Dominion, to take half- 
hourly observations of the loading on September 30th, 1920, 
and June 30th, 1921, as representing typical equinoctial and 
mid-winter loading. The results are shown in the accom- 
panying graph (fig. 1). It is rather surprising, says the 
Report, that even under present New Zealand conditions the 
all-day demand is so high, and with the large development of 
hydro-electric power and the consequent increasing industrial 
and cooking load, the evening demand will become a still 
smaller proportion of the daily peak load. It will be seen 
that the load factor in both cases was very high. The Report 
then gives a summary of results of working of the whole of 
the undertakings in New Zealand, of which there аге 57— 
water, 26; steam, 10; gas, 19; and oll, 2—representing а capa- 
city of 55,461 kW. "These showed a total revenue of £781,031, 
and the net result was a profit of £65,106: Full details. cf 
each station are given in tabulated form, from which it is 
wen that most of the steam stations (including Auckland, 
Wellington and Invercargill) made profits, while the majority 
of the gas stations incurred losses. As regards the hydro- 
electric stations, the total profits amounted to £52,338, while 
the losses only totalled £8,115. The net seling prices vary a 
great deal, but upon the whole appear to approximate to those 
in this country. 

The number of electric power districts constituted under the 
Electric Power Boards Act, ef 1918, is now fourteen, but many 
others are to be formed. These districts are the smallest units 
in the scheme of supply and distribution, and it is laid down 
that the demand in such districts should be at least 1,000 h.p.. 
vielding a revenue of £15,000 per annum, and involving а 
population of about five thousand. 

In conclusion, the Report gives full details regarding popula- 
tion and existing plant of a number of electric power districts 
which it is considered desirable to constitute. The list. con- 
sists of twenty-seven in tlie North Island and fourteen in the 
South Island. ы 

The Report clearly shows that every effort is being put for- 
ward to make full use of the benefits of electricity, and to 
develop to the full all natural sources of power. 
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ELECTRICITY SUPPLY AT SHANGHAI. 
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ANNUAL REPORT. 
ACCORDING to the annual report for 1921 on the year's work- 
ing of the Shanghai Municipal Council's electricity under- 
taking, of which Mr. T. H. U. Aldridge is engineer-in-chiel 
and manager, the capital outlay on the undertaking at the 
end of the year had reached ls. 20,771,496% (& 3,461,911), and 
the return on the capital-outlay on the plant in operation at 
the end of 1921 was 10.56 per cent. The gross profit for the 
year was Tls. 1,863,610 (£210,002) and the net profit after pro- 
vision for interest on loans, depreciation, &c., was Tis. 1,047,009 
(£174,601). From 1916 to. the end of 1921 a sum of 
dis. 2,170,000. (£361,667) had been added to the Council's 
general fund out of the profits on the electricity undertaking. 

The past year has been a record one, both as regards the 
profit made on invested capital and the number of kilowatt 
hours sold. Although the Riverside power station is not yet 
working under ideal conditions, nevertheless great Improve- 
ments have been effected, and the thermal efhiciency of the 
plant has been augmented; finality has not yet been reached 
m this respect, however. : 

The generating plant at Riverside power station has been 
increased by 46,000 kW. On March 150, the first of the two 
IS.OOO-KW turbine sets was commissioned; the second was 
commissioned on August lth: on November 12th a 10,000- 
kW turbine was put into service, and by the end of the year 
the installed plant capacity at Riverside totalled 79,000 kW. 
When the two additional 20,000-KW turbines are ready for 
service, together with the two 3,000-kW machines for pro- 
viding an independent supply of electricity for operating the 
auxiliary plant in the power house, it will be possible to dis- 
pense with two of the smaller machines, which are each of 
2 OOO KW capacity. and when this is accomplished. the plant 
enpacity will amount to 121,000. kW. [t is anticipated. that 
this condition will obtain during 1923, and it should then be 
possible to entirely eliminate the old Fearon Road. generating 
station, which contained, at the end of the year, 5,600 kW 
of plant. 

It may be a surprise to some to realise that Shanghai sold 
very nearly as much electricity as the Manchester electricity 
department, which ja the largest municipal undertaking in 
Great. Britain, the figures being 155.364.746 and 199,618,813 
kWh respectively. 

During the period under review the amount of overhead 
cable erected reached a total of 167.64 miles, and 65.57 miles 
of underground cable was laid. АП this work was carried 
out entirely by the department's staff. The average capacity 
of the modern substations is about 2.000 kW, although for 
special purposes, such as the supplving of large mills. sub- 
stations considerably larger than this have been equipned. 
Tn addition to these more or less standard substations there 


*Taels converted at the exchange rate of T!s. 1 = 3s. 4d. 


15 the Tonquin Road super-substation, which is already sup- 
plying а demand of 20,000 kW, and is being equipped to deal 
with a total of 50,000 kW. At Robison Road a large switch 
house has been completed, which is designed for ultimately 
handling 28,000 kW. The department is now supplying elec- 
tricity to 33,334 premises, a net increase of 2,692. 

The foreign staff at the end of the year numbered 135, and 
the Chinese staff 2,797. The highest maximum load which 
occurred simultaneously at the two stations was 43,554 kW. 
The loud delivered to feeders was 41,074 kW, an increase of 
16 per cent. over the previous year. Due to the partial 
failure of the year's wheat crop, many of the flour mills were 
shut down, or working only on short output. Then again, 
late delivery of textile machinery prevented new cotton inills 
from spinning. Had the anticipated. maximum demand on 
the power house been realised it would have been possible 
to meet it, but not with a sufficient reserve of boiler plant. 
Steps were taken during the year to install oil-burning equip- 
ment for the eight boilers in the No. 2 boiler house. Experi- 
ments proved that by supplementing the ‘coal-fired boilers 
with oil burners the steaming capacity of the boilers could 
be raised by about 25 per cent., and it has been decided to 
retain the oil-burning plant as part of the permanent equip- 
ment for emergency purposes. ~The load factor improved 
from 46.7. per cent. to 51.5 per cent. The total kWh gene- 
rated at both stations amounted to 226,418,955, of whieh 
Riverside accounted for 219,251,885, and Fearon Road for 
7,167,070. The total kWh sold increased by 28.24 per cent. to 
155,364,746, as follows: private lighting, 1,708,212, a 17.07 per 
cent. increase; heating and cooking, 1,311,970, a 5.97 per cent. 
increase; power = 154,898,657, a 32.57 per cent. increase: 
and traction 4,992,252, а 6.06 per cent. increase. 

The new connections added during the 
to 10,519. kW, excluding street lighting and. traction. The 
increase in. new industrial power demands fell below 
the estimated figure, but the demands for electricity 
made by undertakings already in commission exceeded. expec- 
tations by a notable amount. Regarding motors connected 
an increase of 9.900 h.p. is to be recorded, an increase which 
ranks only second to the 1920 record, i.e., 12,242 h.p. Not- 
withstanding this maintained increase. in. motor installations 
the horse-power of motors hired from the electricity depart- 
ment shows a steady decrease. This clearly indicates that 
Users are satisfied that they are justified in sinking capital 
in the purchase of their own motors. The continuance of 
the facilities for motor hiring is, nevertheless, essential, in 
that means of utilising electric power is thus placed i. the 
hands of those who have insufficient capital to allow of the 
purchase of a driving medium. | 

To summarise, it is safe to say that the close of the vear 
1921 leaves a record of a satisfactory increase in industrial 
demand for electricity, coupled with a well maintained ten- 
deney towards consolidation and the putting of industrial 
undertakings upon a sounder basis for economical production 
than was the case in immediately previous vears, when the 
one aim was '' production," and * production " only, at any 
eost. 

A steady advance has to be recorded in connection with elec- 
tric heating and соок, although the enforced continuance 
of relatively high supply rates might reasonably be expected 
to retard progress. Tnereased activity has been particularly 
marked so far as demands for heating and cooking. plant 
hired from the department are concerned, and notwithstand- 
ing the holding of largely augmented stocks of radiators for 
hire, the demand once again exceeded the supply, 1,769 radia- 
tors being issued during the vear. The resnit of the 
department's poliey in. increasing the size of hired. radiators 
from 2 to 3 kilowatts has been that the setection of the 
larger size by the consumers is almost invariable. Satisfac- 
tion with its capacity for economical heating has been freely 
expressed. Apart from cookers purchased by consumers, a 
number of ranges has been hired from the department 
during the vear. Tt is freely recognised that the charac- 
teristics and customs of the Chinese cook impose a heavy 
handicap проп any departure from the use of the coal range. 
Consequently the progress recorded may be regarded with 
enhanced satisfaction. 

The extensions at the Riverside nower house have not pro- 
dressed as rapidly as might be desired. The two main causes 
are—the amonnt of detailed constructional plane which had 
to he prepared before building contracts could be let and 
work commenced: and the labour shortage. 

Generally speakine with some exceptions, manufacturers 
in Enc'and and the United States have successfully met their 
obligations to supply the new plant contracted for. 


D 


vear amounted 


A G.E.C. Success.—During a recent ** Shopping Week ” 
at Cardiff traders were asked to participate in a pareant 
tvpifving their various specialities, The Cardiff Branch of 
the General Electrie Co.. Ltd.. entered a display consisting! 
of a chariot bearing a large model of an “ Osram ” Jamon, 
drawn by members of the staff concert narty in appropriate - 
eonstume, which secured the first prize. The third nrive was 
obtained by another tableau arranged by the G.E.C. staff. 
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“ENGLISH ELECTRIC" WATER-POWER ACCESSORIES. . 


Tug attention which is being devoted to the development of 
the world’s water-power resources renders any new designs 
in plant or accessories of the utmost interest and importance, 
and when these are brought forward by British manufac- 
turers it is a sign that this country is fully alive to the pos- 
sibilities. Although we ourselves do not possess large water 
powers capable of development we hope to participate very 


Кто. 1.—Tue EnGuisa# ELECTRIC Bucket ATTACHMENT FOR 
IMPULSE WHEELS. 


largely in the orders from other countries more fortunately 
altuated in this respect. 

We have received from the English Electric Co., Ltd., 
some details of accessory hydro-electric gear which the com- 
pany is putting on the market, consisting of a relief valve, 
a cylindrical balanced valve, and a bucket attachment for 
impulse wheels. 

The buckets are the most important part of an impulse 
wheel, and their design and method of attachment make all 
the difference between succeas and inefficiency. They must 
be so attached as to resist both the centrifugal forces and the 
repeated impact of the jets without any possibility of back- 
lash developing. The English Electric method is shown in 
figs. 1 and 2. For each bucket there is a tapered forged 
steel bolt passing through a bush of chrome nickel steel, the 
external surface of which is cylindrical, while its interior is 
tapered. The bush is split longitudinally along its whole 
length, except at the thin end, which is threaded for receiv- 
ing the nut. The holes through the disk and lugs of the 
bucket are therefore cylindrical, so that spare buckets can be 
completely finished in the shops, and are interchangeable 
without difficulty. The split bush and the tapered holt are 
both provided with threaded nuts, which, when tightened, 
result in the bush expanding and tightening against the 
walls of the cylindrical hole; the force due to this taper is 
considerably greater than that exerted by the jet. At the 
same time the lugs of the bucket are tightened by the nuts 
secure'v against the two faces of the disk. These nuts are 
secured by locking washers, which, are bent over the end of 


kia, 2.—Drraits OF Bucket ATTACHMENT FOR IMPULSE WHEFLS. 


the lug and the face of the nut. The back of every alternate 
bucket butts against a fixed kev (в) (fig. 2). These keys are 
fitted into dovetail slots in the circumference of the disk and 
electrically welded. The two buckets between each pair of 
keys are finally tightened up by means of two tapered keys 
(A), which, when put together, present parallel faces to the 


with a view to simplicity and compactness. 


bucket surfaces. The small ends of both these keys are bent 
at right angles against the bucket surfaces, and are thus pre- 
vented from working loose. By this means the buckets are 
rigidly tightened against the fixed keys, and the circle of 
buckets sustains the blows of the jet as a solid mass. 

The company's cylindrical balanced valve is constructed 


The piston, 


"теа 


which is a cylindrical piece, constitutes also the closing appa- 
ratus. The piston is easily accessible without removing the 
valve by taking away an inspection ring made in halves, and 
consequently the supervision of the vital part of the valve 
is very easy. The internal body of the valve is fitted with 
a by-pass, thus avoiding. the necessity for an external by- 


Sectional Plan on AA. 
Ес. 4.—Tar Емолѕн Exvectric БЕЛЕР VALVE. 


pass and piping, and thereby reducing considerably the 
space required in the trench. There are no cup leathers 
used in the water stream; the piston is provided with acces 
sible stuffing boxes. As shown in fig. 3, the valve consists 
of an inner body surrounded by an outer casing, secured t 
each other by a series of strong webs. Feet are provide 
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for fixing the valve to the ground. Тһе piston-valve con- 
sists of a sliding cylinder of forged non-rusting steel, bearing, 
when closed, against à gunmetal ring securely fixed against 
the inner valve body. ‘This piston-valve surrounds the gun- 
inetal lined cylinder, which is secured by a series of ribs to 
one part of the inner body. These ribs, together with the 
inner cylinder, form an excellent guide for the piston-valve, 
the head of which slides in a differential servo-motor cham- 
ber, and is provided with packing. The by-pass is placed 
in the up-stream end of the inner valve body, and is actuated 
directly from the outside by a hand-wheel, the spindle of 
which passes through a stuffing box. The by-pass valve 15 
faced with gunmetal and slightly tapered to ensure a water- 
tight seating. The main valve, being balanced, сап be 
opened and closed without the by-pass. The indicator con- 
sists of a rod attached directly to the piston-valve and pass- 
ing right outside- through а stufling-box. In operation 
water under pressure is led from the top of the valve, which 
serves at the same time as an air escape to a stop valve, from 
which it entera a round filter, which can. be cleaned while 
the valve is either open or closed. The filtered water is led 
to a gunmetal distributing valve, from which the water under 
pressure is guided to one side or the other of the servomotor, 
according to the position of the hand-wheel working the dis- 
tributing valve, or that of the switch in the case of electrical 
control from a switchboard. The shutting and opening time 
of the valve can be regulated by means of diaphragms mserted 
in the pipes between the distributing valve and servomotor. 

The English Electric rehef. valve provides for automatic 
control by the governor, which, in the event. of a sudden 
drop in load, shuts the guide apparatus, at the каше time 
opening the relief valve to prevent an undue = pressure rise. 
It destroys the energy of the jet by the production of a whiif- 
ing movement immediately before it escapes by dispersing 
the jet in a hollow conical screen. Fig. 4 shows the valve 
connected to the regulating shaft. The action is as follows 
when a sudden drop in load occurs: the dashpot (р) is lifted 
up by its piston, the oil being prevented by a diaphragm (4) 
from passing from one chamber to the other, consequently 
point 1 is lifted, and therefore the distributing vailve also. 
The water in the pressure chamber of the main piston is 
thus connected to the exhaust, and the pressure of the water 
on the other face of this piston pushes it up, so that the 
relief valve opens and releases the water to the tail-race. 
Following the movement of the piston. the cam (c) travels 
upward, thus transmitting the compensating movement 
through the roller (I) and the lever (L) to the point marked 
3. The whirling motion is imparted to the jet by the ribs 
(rr), shown in’ the 3ectional plan view in fig. 4, which аге 
set at an angle to the radial direction. 


POWER SUPPLY FOR THE 
SOUTH-EASTERN & CHATHAM RAILWAY. 


| | 
Ег.воткісІтҮ Commissioners’ INQUIRY. 
. (Continued. from p. 801.) 


Ox Wednesday, June 7th, Mr. W. E. Tvldesley Jones, K.C., 
dealt with the case for the West Kent Electric Co. In’ 1918, 
he said, the company acquired a site at Belvedere, with the 
intention of erecting a big generating station to meet, not 
only the demands anticipated in its ordinary area of 
supply, but also a large railway load. The site was acquired 
at a cost of £29,272, and that figure was in the accounts of 
the company to-day. The company believed that it would 
be possible to supply the South-Eastern & Chatham Railway 
Co., whose electrification, it was thought, must come about 
directly after the war. On July 7th, 1019, the company 
applied to the Board of Trade, under the Electric Lighting 
Act of 1909, for the Board's formal consent to the construe- 
tion of a generating station on that site, but consent was 
not obtained. Counsel quoted a letter from the West Kent 
Co. to the railway company, dated October 31st, 1919, in order 
to show that at that time it was endeavouring to come 
to terms with the railway company for a supply of energy. 
Continuing. counsel said that there were interviews with the 
railway company in 1920, and letters were exchanged, in 
which the railway company invited the West Kent Co. to 
make an offer for the sunplv of energy, pointing out, at the 
sime time, that nothing had been settled with regard to the 
electrification cf the railwav. But the railway company had 
tuken care to intimate to the West Kent Co. that it had 
reached very definite conclusions about the possibility of the 
West Kent Co.'s ару to supply on favourable terms: the 
railway company was certain that the West Kent Co. would 
not be able to quote a figure which it could accept. The 
West Kent Co.. said Counsel, had throughout refused to 
anote n figure, but had suggested a principle for agreement. 
The.company could not quote a figure be-ause. the market 
. was so unstable, and the prices quoted could not be compared 
with the prices which could be quoted by the railway com- 


pany's engineers three months later; it would have been some 
time before consideration would have been given by the 
railway company to the figure quoted. Counsel suggested 
that the railway company was not prepared to discuss matters 
with the West Kent Co.—unless the latter put down a figure 
on paper. It was absolutely impossible for an engineer to do 
that. It was significant that the railway company had never, 
throughout that correspondence, asked the West Kent Co. 
to show that it was in a position financially to carry the 
scheme forward. The West Kent Co., therefore, came to the 
conclusion that the railway company was not taking the 
matter seriously. “The West Kent Co. had ultimately pressed 
for an interview with the board of the railway company, and 
managed to get one on April LOth, 1922. Up to this date the 
rallway company had been formulating plans for electrifica- 
tion, and yet no formal report had been made to the board 
by the railway company's officials on the negotiations which 
had been taking place with the West Kent Co. If the rai- 
way company had been negotiating seriously with the West 


Kent Co., wouid there not have been formal reports, and, if 


the railway company really had intended to discover whether 
it could not do better bv obtaining a supply from elsewhere 
than by erecting a station of its own, was it not the officials’ 
duty to put before the board a formal report on the matter? 
But, whatever the attitude of the oflicials of the railway 
company might have been, there was no doubt about the 
attitude of the board. Mr. Cosmo Bonsor (chairman of the 
South-Eastern Railway Co.) had made it perfectly clear at 
the interview that the board was not going to take energy- 
from an outside source. With regard to the State guarantee, 
mentioned by the railway company, counsel submitted that 
the arrangements made between the railway company and 
the Trade Facilities Committee were conditional on the Elec- 
tricity Commissioners approving the railway company’s 
scheme. Further, he submitted that if the Treasury was 
prepared to guarantee money for the erection of a generating 
station to supply the South-Eastern -Railway, it was quite 
obvious that, if the Commissioners were satisfied that the 
generating station should be put up by the West Kent Co., 
that company was entitled to the same guarantee; it was 
quite obvious that the Trade Facilities Committee could not 
refuse such a guarantee to the West Kent Co. The latter 
had made a formal application to the Trade Facilities Com- 
mittee, but at the moment the matter had proceeded no 
further. The West Kent Co.’s case was that a separate gene- 
rating station should not be erected for the railway supply; 
the desirability of a combined z3upply, as a general rule, was 
admitted. The erection of a generating station could be 
carried out more quickly by the West Kent Co. than by the 
railway company, because, before the railway company could 
commence operations it would have to get an Order from 
the Board of Trade under the Electrification of Railways Act, 
1903, which meant delay, whereas, if the Commissioners 
gave their consent, the West Kent Co. could go ahead at 
once, except for an alteration of the agreement with the 
Trade Facilities Committee. 

In the course of a survey of the evidence given by the 
railway company, Mr. Jones said it had been stated that the 
railway company could raise money cheaply. It would only 
get the advantage by reason of the State guarantee, and 
therefore, if consent were given by the Commissioners, cheap 
money. should also be available to the West Kent Co. 

After outlining the evidence which he would call, counsel 
said that the company's area of suppiy was naw starved for 
cheap power, but if the company was able to make cheap 
power available the district would have a big future. Тһе 
West Kent Co., he hoped to show, could supply the railway 
company more cheaply than the railway company could 
supply itse:f. 

бік PHinip Dawson (consu ting engineer to the T.ondon, 
Brighton & South Coast Railway Co.), who is advising the 
West Kent Co. in connection with the generating station it 
is proposed to erect at Belvedere, gave evidence, and sub- 
mitted a number of tables. In the plans which he had pre- 
pared for the new station he had provided for 100,000 kW of 
plant running, and 50.000 kW spare; all the machines would 
be 25,000-kW sets. It was possible to extend the station on 
the Belvedere site to ten times the originally suggested size. 
The facilities for receiving and storing fuel were also excel- 
lent. Тһе South Metropolitan Gas Co. had erected large 
worka on an adjoining site. The cost of the first stage of 
the scheme, t.e., the 150,000 kW for both railway and general 
supply, witness estimated to be £840,000. The bases of the 
calculations made by Mr. Sparks, which were dealt with at 
a previous hearing. were criticised by counsel. who sought 
to show that the figures given by Sir Philip Dawson were 
more reliable, and that the final costa of the power which 
could be suppied by the West Kent Co. would be lower 
than that of the power supplied by the railway company. 

The inquiry then adjourned until Thursday. 


On June 8th the evidence put before the Commisaioners was 
mainly of a financial character, and concerned the financial 
position of the Metropolitan Carriage. Wagon & Finance 
Co.. which is to invest 34 millions in the West Kent Co. in 
the event of that company’s obtaining the consent of the Com- 
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missioners to erect the proposed new generating station at 
Belvedere. 

Mr. RrüirNALD. McKenna (late Chancellor of the Exchequer) 
was the first witness. He gave evidence, as chairman of the 
London Joint City & Midland Bank, which is the bank of the 
Metropolitan Carriage, Wagon & Finance Co., to the effect 
that the company was financially sound, and that the bank 
would be willing to lend the necessary money to the com- 
pany to make up the 34 millions it was the intention to 
Invest. 

Stik EDMUND WYLDBORE-SMIiTH (Chairman of the Metro- 
politan Carriage, Wagon & Finance Co., and a director of 
the West Kent Co.) said that the Metropolitan Со. was pre- 
pared to invest the 34 millions in the West Kent Co., and 
Was going to take up the whole of the West Kent stock. The 
sum mentioned would be invested permanently. Answermny 
a number of questions, witness admitted that if the South- 
Eastern Railway loud were lost to the West Kent Co. the 
scheme would go. At a later stage Sir John Snell, question- 
ing witness with regard to a remark that the West Kent Co. 
hoped to secure a contract to supply the London, Brighton 
and South Coast Railway im the future, pointed out that the 
Brighton. Railway was tied to the London Electric Supply 
Corporation under an existing contract until 1927, and that 
when that eontract expired the Corporation would have the 
first option of extending the contract. 

At this point Sir John Snell questioned representatives of 
the various parties concerned in the inquiry as to the nature 
of their cases. He was anxious to finish the inquiry by the 
end of the week. 

Mr. KrNNEDY (representing the London Electricity Com- 
panies’ Дош Committee) said that his clients. were present 
to ascertain whether they were in a position to give a supply 
to the railway company at a lower rate than the railway com- 
pany could supply itself. The -Jomt Committee was of the 
opinion that it was for it, if it thought it could, to put forward 
а figure, and if the railway company was content to enter into 
а binding contract, tables would be developed. 

Sik JOHN SNELL said that the Joint Comittee was entitled 
to appear. 

Sır Harry Hawanp suggested, amid laughter, that the 
Joint. Conunittee would wait and see what everybody else 
could do, and then make an offer itself. 

Mr. Kensxepy said that that was not the case: as a matter 
af fact, negotiations were already going on. 

Mr. Terner (for the Conference of Local Antborities) said 
he was present In order to show the effect of the West Kent 
Co.'s proposals on the scheme put up by the Conference at 
the inquiry held last summer. | 

SIR Јонх SNELL questioned the relevaney of this. 

Mr. TURNER pointed out that he would show that, so far 
as the industrial supply in the West Kent Co.'s area was 
concerned, that could well be provided. for from existing 
stations by interconnection and linking up. 

Mr. Craig TIENDERSON (for the 1..C.C.) said that the Т.С.С. 
was the purchasing body for the whole cf the South Metro- 
politan area, and he had, therefore, a right to oppose. 

Mr. ‘Turner said there were three or four district areas 
within the area covered by the West Kent scheme, in which 
the local authorities were the authorised suppliers, and he 
Was entitled to oppose an application by the West Kent Co. 
to carry: out a scheme which would affect. the interests of 
those local authorities. Permission was asked for to put up 
a station which was admitted to be practically a capital 
station, to give bulk supplies. in districts over which his 
chents had potential rights. 

Sik JOHN SNELL said he would leave the matter there for 
the moment. | 

Stk РнплрР Dawson was then recalled, and continued the 
evidence he had given on June 7th, in the course of which 
an offer was made by. the West Kent Co. to the railway com- 
pany. This was to the effect that energy should. be supplied 
at £4 5s. per annum per kW up to a maximum demand of 
25,000 kW (over either an hour or Ва лп hour), and. for any 
amount exceeding 95,000. KW, the price should be £3: 5s. per 


annum per kW, plus, in each case, 22d. per kW-hour snp- 


phed. There were also to be rebates, according to the de- 
mand on. the station other than the demand of the South- 
Eastern. Railway. There were factors, however, which: would 
have to be left open, such as the price of coal, wages. бе. 
The West Kent Co. was willing that a clause should be in- 
еей in any such contract to. the effeet that, if some new 
type of plant which would considerably reduce the cost of 
production of electricity were invented, then the Power Co., 
under certain conditions, could be called upon to install that 
plant. 

In the course of cross-examination by counsel for the rail- 
wav company arguments arose as to the differences in. conne -- 
tion with the figures in the tables prepared by Mr, Sparks 
and Sir Philip Dawson. At the suggestion of Sir John Snell. 
Mr. Sparks and Sir Philip agreed to meet after the adjourn- 
ment with a view to coming to agreement on their figures 
во far as possible. 

On the resmmption of the proceedings on June 9th, 

Mr. G. F. Fox (the general manager of the West Kent 
Co.) was called, and gave evidence to support that given by 


Sir Philip Dawson in his tables with regard to the general 
demand in the West Kent Co.'s area. 

SIR Рниль Dawson then went on with his evidence, and 
referred to his discussions with Mr. Sparks with regard to 
their estimates of costs, from which it was to be gathered 
that they had agreed as to the capital cost of the Belvedere 
station ut the first stage of the West Kent Co.’s scheme. 
After his evidence Sir Philip was subjected to a great dea! 
of detailed cross-examination with regard to his tables by 
the various counsel. At length Sir John Snell intimated tha, 
this detailed cross-examination did not appear to bear much 
fruit. The cross-examination of the witness by Mr. Turner 
(on behalf of the Conference of Local Authorities), however, 
brought from him a definite expression of opinion that a 
joint electricity authority, run entirely by private enterprise, 
would always supply more cheaply than a joint authority on 
Which locat authorities were represented. Although witness 
agreed. that the acquisition of the railway load would be a 
good thing for a joint electricity authority, it did not neces- 
sarily follow that it would be a good thing for the con. 
sumers. 

In the course of re-examination, Mr. Tyldesley Jones sail 
that, in response to a suggestion by Sir Harry. award cn the 
previous day that the West Kent Co.'s offer to the railway 
company should be put down in black and white, the offer had 
been printed, «nd copies were handed round. This «t out 
the suggested heads of agreement. The company was to erect 
and equip a generating station at Belvedere and to provide 
the railway company with three-phase, high-pressure, a.c. at 
25 cycles, the power for the first stage to be delivered at 
Lewisham Junction, Equipment was to be supplied. sutticient 
to meet a maximum demand by the railway companv for 
traction purposes of 30.000 kW in the first stage, and also, on 
reasonable notice, sufhcient to meet any further demand for 
traction purposes of the railway company. — [f a contract 
Was entered into by September 30th, 1922, the company was 
to have equipment sufficient to meet the тахил demand 
of 30,000 kW in working order, and ready to deliver energy 
at Lewisham by June 30th, 1925, subject to the provision that 
any delay in the construction of the generating station or 
equipment caused by forec majeure. or strikes. was to he 
excused, If the contract was entered into at some date 
between October Ist and December 31st, 1922, the Power Co. 
must be ready to deliver the energy at Lewisham within 
three vears of the said date. Tn the event of no agreement 
being entered into by January Ist, 1923, the West Kent Co. 
would be entitled to withdraw its offer. In the event of the 
electrificeation of the railways being completed by June 30th. 


1925, or within. three years of the date of the contract, and 


the railway companies being ready to take a supply from the 
West Kent Co., and the supply not being forthcoming, the 
West Kent Co. would pay damages to the railway company. 

The railway company was to agree (1) in the event of the 
West Kent Co.'s complying with the aforesaid obligations. 
to pay for 89,000,000 KW-hours per annum (whether taken 
or not) from June 30th, 1925, or from three years from the 
date of the contract; and (2) to take from the West Kent Co. 
the whole of the supply necessary for traction purposes. 

The suggested. term of the agreement was а minnunum of 
00 vears fromthe commencement of supp.y, or such longer 
term as the railway company imight desire. 

Payments would be on a-monthly basis. The price would 
he as already stated. A rebate of } per cent. wouid be given 
when consumers other than the railway company took enerzs 
in апу vear ending December 31st. equal to the amount taken 
by the railway company; 2 per cent. if consumers took 
energy equal to twice the amount taken by the railway conc 
pany; and 3 per cent. if equal to three times the amount 
taken by the sulway company. If the result of working th 
station. was to show a greater thermal etheiency than 162 
per cent. the price to the railway company would be reduces 
In proportion to the coal saving. The prices quoted were 
fixed ou the basis of coal of a calorific value of 1.00) B.th.u. 
delivered at Belvedere at 15s. per ton. There. were to be 
the usual coal and wages clauses. 

The Metropolitan. Carriage, Wagon & Finance Co. would 
guarantee the obligations of the West Kent Co. to have ? 
supply ready by June 30th, 1925, or within. three years. of 
the date of the contract. A formal agreement would. be 
entered into between the parties, and differences. wouid be 
settled by a member of the English Bar, to be nominated by 
the President of the Law Society. 

Sik Pruare Dawson said that the wages basis taken wai 
that of the present rates. 

A discussion then arose as the result of a statement pre- 
viously made by Sir Philip Dawson that the suppiy. would 
be given at .575d. from the start, but that, һу aneans of 8 
formula, the price would come down to .55d. Mr. done 
sought to show that by means of the rebates. the price 
at the first stage would be 55d. — Sir John Snell said it 
appeared that, on the estimated growth of the demand other 
than that of the railway company. this could not be done ai 
the first stage. Tt appeared that the demand would grow te 
about 2) times the estimated. demand af the railway company 
at that stige. On the 3 per cent. rebate basis the price сопы 
he down to 556d., but on the 9 per cent. basis it would be 
503d. Sir Philip said, in reply to Sir John Snell, that he 
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would be prepared to modify the rebate formula to bring the 
price down to .5dd. | , 

In reply to Sir John, Mr. TvrpestEY Jones said that if 
sanction were given to the West Kent Co.'s scheme the com- 
pany was prepared to stand by the prices mentioned whatever 
the cost to the company. 

Sık Harry Hawakp pointed out that hitherto the company 
had made offers on the basis of a principle, but now the offer 
was made on & definite price. 

Mr. TYLDESLEY JONES said he was now able to make a 
definite offer becauae he had a date fixed, namely, June 30th, 
1925. This date now caine before the Commissioners for 
the first time. , 

Asked by Sir Harry Haward how long it wouid be after 
consent was given (assuming it was given) before the West 
Rent Co. could commence operations, Sir Philip Dawson 
said that the preparations were sutticiently advanced for it 
to place orders for boilers, &c., within two or three weeks. 

Sig Harry HawanD was anxious to know how the offer to 
the railway company would be affected supposing the, West 
Kent Co. obtained a favourable reply from the Trade Facili- 
ties Committee as to the guarantee, hut counsel said he 
could not reply to that at the moment. 

Mr. SPARKS was then re-called to replv to criticisms of his 
figures made by Sir Philip Dawson. He had not concluded 
his remarks when the inquiry was adjourned until Monday, 
June 12th. 


(To be continued.) 


THE EAST MIDLANDS ELECTRICITY 
DISTRICT. 


MUNICIPAL. AUTHORITIES’ SCHEME. 


Ar Nottingham, on July llth next, the Electricity Commis- 
sioners will hold a local inquiry to consider the scheme that 
has been submitted by a conference of municipal electrical 
undertakers for the establishment of a Joint Electricity 
Authority for the above-named area* under the provisions 
of the Electricity (Supply) Act, 1919. The administrative 
and financial provisions ef the scheme have been framed on 
more or less similar lines to those of other schemes that have 
been outlined in our pages. 

It is proposed that the Joint Authority shall consist of 
2) members, 12 of whom are to be appointed by the local 
authorities supplying, or entitled to supply, electricity with- 
- In the district, three by the county councils within the area, 
one by the companies supplying electricity within the dis- 
trict, two by the railway companies purchasing electricity 
from the Joint Authority, or trom one of the constituent 
members thereof, and two by the large consumers in the 
area. : 

The technical part of the scheme proposes that the system 
of supply shall be three-phase alternating current, 50 periods, 
and that the needs of the area shall be met by four main 
stations and a fifth smaller station as follows:—(1) A main 
station at Leicester (already sanctionedt) of an initial capacity 
of 20,000 kW, and capable of extension to-50,000 kW. (2) 
A main station at Nottingham (already sanctioned!) of an ini- 
tial capacity of 30,000 kW, and capable of extension to about 
300,000 kW. (3) A main station at Derby (existing); the 
capacity of modern economical plant, including that now on 
order, 18 19,750 kW, and the present site is capable of ex- 
tension to 27,000 kW, and by the acquisition of wljacent 
property to 40,000 kW. (4) A main station at Burton-on- 
" Trent (existing); the capacity of the existing modern econ- 


mical plant is 7,500 kW, and the site is capable of developing . 


up to at least 30,000 kW. (5) Possibly a new station at 
Newark of an initial capacity of 3.000 kW, on a site which 
will permit of the future erection of a station with a capacity 
up to 200,000 kW if necessary. The total capacity of plant 
Which can be installed either in the above stations or on the 
sites is at least 500,000 kW. The existing stations at Lough- 
borough, Mansfield, Melton Mowbray, Long Eaton and Ilkes- 
ton will be continued in operation until it із shown to the 
satisfaction of the Electricity Commissioners to be econo- 
mically practicable to replace them with & bulk supply from 
а main station. 

The main transmission pressure will be 33,000 volts stepped 
up from the generating pressure, and an intermediate pres- 
sure of 11,000 volts will be adopted from primary sub-stations 
and from main generating stations to new adjacent districts 
which could not be economically served at the present gene- 
rating pressures. Тһе main transmission lines will be 
partly overhead on steel towers and poles and partly 
lead-covered, paper-insulated cables, armoured and laid 
directly in the ground. Their construction will be 
gradual and be dependent upon the development of 
the load and the economic advisability of substitu- 
ting bulk supply for local generation. The first stage 
of construction will be a 33,000-volt transmission line from 
Nottingham to a primary sub-station at Long Eaton, and on 
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to Ilkeston to. supply the Derbyshire and Nottinghamshire 
Electric Power Co. The next stage will comprise trans- 
mission lines to Mansfield, with a sub-station at Hucknall 
Torkard, and to Spondon, Derby and Burton; also to Lough- 
borough and Leicester. ‘The secondary muins for distributing 
at 101,000. volts will also be partly overhead on steel poles: 
and partly underground cables similar to those used for the 
::3,000-volt transmission. The transformers and switchgear 
in connection with the main transmission lines will be ac- 
commodated as far as possible in existing power stations. 
New sub-stations will be built in other districts as required. 

It is proposed that the areas of distribution of the muni- 
cipal supply authorities shall be extended considerably 
bevond their present boundaries, provided that no authority 
shall be required to supply in such extended areas except 
upon satisfactory financial guarantees being given by pros- 
pective consumers. "The Derbyshire and Nottinghamshire 
Electric Power Co., the Leicestershire and Warwickshire 
Electric Power Co., and the Melton Mowbray Electric Light 
Co. will continue to be the distributing authorities in their 
present areas. The Joint Electricity Authority will exercise 
distribution rights in. those parts of the district which are not 
served by any of the above mentioned authorities, provided 
that the Joint Authority shall not be required to supply in 
such parts except upon satisfactory financia! guarantees being 
given by the respective consumers. 

The scheme will enable a supply of three-phase energy at 
90 periods to be given from the main stations to suitable 
points for,the supply of railways and tramways in the area 
as and when the demand arises. 

Tt is not considered that the water power resources in the 
area are sufficient to justify anv attempt to utilise them for 
the direct generation of electrical energy. 


PARLIAMENTARY NOTES. 


[From OUR SPECIAL PARLIAMENTARY REPORTER.] 


Parliament re-assembled, after the Whitsuntide Recess, on 
Monday, June 12th. 

In the House of Commons on that day, the Nottinghamshire 
and Derby Tramways Bill was read the third time. 

Electric Lighting Charges.—Capt. Viscount Curzon asked 
the President of the Board of Trade, whether, seeing that 
the electric lighting companies had increased their charges 
since 1914 in some cases by as much as 60 per cent., partly 
to keep up the dividends of their shareholders, and now only 
proposed a reduction of 5 per cent., in spite of the fall in the 
prices of material, he would appoint an expert committee to 
go into the question of the costs and statting of the companies 
in the interesta of the general public. 

Mr. Neat (Parliamentary Secretary to the Ministry of 
Transport) who replied, said that the increases in the maxi- 
mum charges authorised to be made by electricity authorities 
had sometimes been made under the terms of their pro- 
visional orders incorporating Section 32 of the Schedule of 
the Electric Lighting Clauses Act, 1899, but in a majority 
of cases under the Statutory Undertakings (Temporary In- 
crease of Charges) Act, 1918, and in each case after the 
Minister had considered a report by the Electricity Commis- 
sioners. Under these circumstances he did not think that 
the appointment of a Committee would be useful. He would 
be glad to look into any particular case to which the noble 
lord calied his attention. 

S.E. € Chatham Railway Electrification.—Mr. Gilbert asked 
the Parliamentary Secretary to the Ministry of Transport 
whether, seeing that the Government had undertaken to 
guarantee capital expenditure of six and a-half millions by 
the South-Eastern & Chatham Railway Companies for the 
electrification of their suburban lines; that it was a con- 
dition of the guarantee that the work should be started at 
an early date and be carried out within three vears, and that 
the generation of the necessary power should be done at 
cost price; that the formal application of the railways to the 
Electricity Commissioners for consent to erect a generating 
station for the working of the lines was opposed by the West 
Kent: Co.; that this company was itself promoting a 
scheme for putting up a station at Erith and was pressing 
to have the railway load in order to improve the financial 
position of what was in the nature of a speculative enter- 
prise; that practically all the shares in the West Kent Co. 
were owned by the South Metropolitan Co., which had 
recently joined a large group of London electricity supply 
companies; that the opposition of the West Kent Co., if 
successful, was likely to delay the electrification of these 
railway lines and to increase the cost of power supply for the 
working of the lines: that any uncertainty of supply or in- 
flated cost would have to be borne by the railway passen- 
gers; and that the erection of a non-purchaseable capital 
station at Erith would seriously affect the purchase rights of 
the London County Council, he would state whether the Ad- 
visory Committee under the Trade Facilities Act was aware, 
when it came to the agreement to assist the railway com- 
panies, that the consent of the Commissioners would be 
necessary for putting up the station; and whether there was 
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any consultation between the Treasury and the Ministry of 
Transport on the subject. 

Sm R. Horne, Chanceilor of the Exchequer, said that the 
answer to both parts of the question was in the affirmative. 
He must not, however, be taken to concur in all the state- 
ments of the preamble, many of which were matters for 
argument. 

Wireless Telegraphy Bill.—On June 13th, Mr. Kellaway, the 
Postmaster-General, introduced a Bill to amend the Wireless 
Telegraphy Act, 1904, and to make further provision with 
respect to the regulations of wireless telegraphy and visual and 
sound копар. The Bill was read a first time. 


NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Омар!1ей expreesiy fer this journal by Mzssns. Szurrox-Jouzs, O’Dat aso 
Srzrusxs, Chartered Patent Agente, 285, High Holborn, London, Ұ.С. 1. 


14,664/5. ‘ Starting switches for electric motors." E. N. Bray. May 25th. 

14,669. ''Sparking plugs." F. J. Mills and G. H. Ward. May 25th. 

14,674. *'' Electric incandescent, &c., lamp holders or fittings." W. Broady. 
May 25th. 

14,678. ''Directional wireless systems and apparatus." H. L. Crowther, 
W. H. Derriman and J. Robinson. May 25th. 

14,685. "' Electric switches, cut-outs, &с. A. F. Carter and A. M. Taylor. 
May 25th. 

14,690. ‘ Electric transmission systems." A. M. Taylor. Мау 25th. 

14,694. “ Electric signals for fire, police, or ambulance calls, &c." A. C. 
Brown. May 25th. 

14,709. '' Electric motor attachment for bath chairs, tricycles, &c." A. C. 
Nobbs. May 2mh. : 

14.719. '" Means for ceceiving alternating current electric signals." F. E. 
Pernot. May 25th. 

14.729. ** Electric heating utensils.” F. J. Moller. Мау 25th. 

14.731. *' Conversion of kinetic energy contained in energy carrying fluids 
into electrical and mechanical energy." F. Hamer. Мау 25th. 

14.740. “ Dynamo-electric machines, &c." E. E. Collins. May 25th. 

14.765. “ Holders for electric lamps." W. S. G. Baker and J. Y. 
Fletcher. May 25th. 

14.773. '' Wireless signalling systems.” British Thomson-Houston Co., Ltd. 
May 25th. (United States, May 25th, 1921.) 

14,774. ‘ Electrically separating suspended particles from electrically non- 
conducting gaseous, &c., fluids." Lodge Cottrell, Ltd. (Moller). May 25th. - 

14.781. '' Terminals for electric batteries for miners’ lamps, &c." Нагі 
Accumulator Co.. Ltd.. and F. J. Holmes. Mav 25th. 

ue * Electric battery." С. Weissman, Мау 25th. (France, May 25th, 
1921. 

14,798. “ Electric clock escapement damper." S. C. Midwinter. May 26th. 

14,900. “Tramway steel line trimmer and cleaner." W. Wye. May 26th. 

14,515. *' Electric resistance wclding." С. A. Hadley and Rose Street 
Foundry & Engineering Co., Ltd. May 26th. 

14.820. *' Flectric lighting and starting installations for motor vehicles." R. 
Bosch Akt. Ges. Mav 26th. (Germany, Мау 30th, 1921.) 

14,835. “ Electric harmonic analysers." M. Walker. May 26th. 

14,873. '' Detectors for wireless telegraphy and telephony.” H. R. Rivers 
Moore and R. M. Radio, Ltd. May 26th. 

14,874. ''Flectric testing apparatus." W. H. J. Fuller and S. G. Sande- 
man. May 26th, 

14.901. *' Electric incandescent lamps." К. C. Philpott. Mav 26th. 

14,905. '' Process for making alloys." British Thomson-Houston Co,, Ltd. 
(General Electric Co.). May 26th. 

14,906. ‘* Protective devices." | British Thomson-Houston Co., Ltd. Мау 
2h, (United States, May 26th, 1921.) 

14.908. *'*' Electric measuring instruments." 
and L. N. Reddie.s Мау 26th. 

14.909. '' Electric. hot-water fountain.” Hvdrotherm Fabrik Elektrischer 
Apparate Ges. May 28th. (Germany, June Rth, 1921.) 

14.917. “ Electric disconnector.” Soc. Internationale M. D. M. May 26th. 
(France, Julv 4th, 1921.) 

14.942. '' Electric. transmission systems. A. M. Taylor. May 27th. 

14,943. “ Synchronous electric motors.” J. M. Ford and A. B. Wood. 
Mav 27th. 

14.959. “ Electric ignition systems of internal-combustion engines.” A. 
Hewlett. Mav 27th. 

14.951. '' Flectric welding and burning device for use under water.” J. 
McPherson. May 27th. 

14,974. '' Electric relays.” — British Thomson-Houston Co., Ltd. (General 
Electric Co). Mav 27th. 

14.9401.“ Multi-layer electric coils for wireless telegraphy, telephony, 
Хе” H. L. Thomas. Мау 27th. 

14.988. © Means for suspending reflectors, &c., from electric lamp holders. 
їс” J. S. Smith. Мау 27th. 

14.989. “ Amplification and = rectification of oscillatory electric currents.” 
W. G. Hill. May 97th. 

14,990, “Signalling apparatus." M. F. Bell. May 27th. 

15.000. “ Electric current. testing apparatus.“ A, Hewlett. May 24th, 

15.003. © Adjustable removing and refitting apparatus for electric. bulbs.” 
G C. Clark and W. J. H. Walter. Mav 29th. 

15.004. “ Electric transmission svstems," А. M. Tavlor. Mav 29th. 

15.009. *'' Electric heating apparatus." E. Phillipson. Mav 29th. 

15,019. ''Spark.gap detector." Air Reduction. Co., Inc. May 29th. 
(United States. Tune Tth, 1921.) 

15.625, “ Flectric transmission mechanism," A, C. Hess. Mav 29th. 

15,048, '' Telephone, &c., receivers." P. L. Jensen and E. S. Pridham. 
Mav 20th, 

15.049. '' Telephone systems." Automatic Telephone Manufacturing Co., 
Ltd. May 29th. (United States, Julv 6th, 1921.) 

15.052. '' Flectric. switchboard, &c." F. W. Uren. May 29th. (Australia, 
June 29th, 1921) 

15,058, “ Automatic. &c., telephone systems.” V. Amberg. May 29th. 

15,076. '' Flastic-fluid. turbines," Metronolitan-Vickers Electrical. Co., Ltd. 
Mov 29th. (United States, July 91st, 1921.) 

15.087... “ Method of dissociating oscillatory electric circuits,"  Thüringicshe 
TLondesuniversitat ejna. Mav 29th. (Germany, May 27th, 1921.) 
ene * Process for stuking-out a route by phonic cables." W. A. Loth. 
“fav Mth. 

15.105. “Svetom generating electric power from water supplies." J. W. 
Fwart. Mav 29th. 

15.160. “ Machine for production. of tubular metallic articles by electro- 
deposition. E. L. Gaston, Mav 29th. (France, June 3rd, 1921.) 

15,132.) “ Device for locking electric lamp globes in holders." A. Wilkin- 
son. Mav 30th. 

15.135 O“ Direct-cuerent circuit: breakers. Forges et Ateliers de Construc- 
tions Flectriaues de Teumont. Mav Jaith. (France, March 9]<*\ 

15. a6. Бегае hes l-Hehts for motor vehicles," R. Bosch Akt. Ges. 


Officine Meccaniche Italiane 


Мом Ath. formans, Аии Tth, 1991) 
15.143. “ Combined switch and fuse," G. Eccleston. May 0th. 
15,147. “ Head-lights for motor vehicles," F. R. Sinton, Mav 30th. 


PUBLISHED SPECIFICATIONS. 


The nembere in parentheses are those under which the specifications witi be 
printed and abridged, and all subsequent proceedinge will be takea, 


1920. 
32.249. '' Process and apparatus for the utilisation of cosmic electricity.” 
E. F. W. Rasch and E, Krist. November lóth, 1920. (173,967. 


1921. 

ыт ate and the like." F. G. Piper. September 26th, 191. 
(179,972. 

639. ‘* High and low-frequency teiephone systems." Ges für Drahthse 
Telegraphie. January 7th, 1929. (156,655.) 

UNS." Arrangement for the suppression of the earth leakage current сі 
high-voltage networks." Sicmens-Schuckertwerke Ges. May 25, 101%. 
(157,123.) 

1,238. '' Arrangement for the compensation of charging currents of high- 
voltage networks." Siemens-Schuckectwerke Ges. June 2nd, 1919. (Addiuon 
to 157.123.) (157,326.) 

2.118. * Sparking plugs." P. Gueniffey. January 14th, 1921. (179,99) } 

2298. “ Vapour electric rectifier systems.” Akt, Ges. Brown, Boveri et 
Cie. January 3lst, 1920. (158.253.) 

4.325. "' lrollev-pole attachments for electric trams and the like." Р. 
Priestley. February 7th, 1921. (179,996.) 

4,723. "“ Mayneto-electric machines for engine ignition purposes.” А. G. 
L. Neighbour. February 10th, 1921. (180,002.) 

4,855. “ Electric motors for talking machines." J. T. Sibley. February 
llth, 1921. (180,007.) 

4,865. ‘* Methods of and means for measuring unbalance of ко ard 
like lines." Western Electric Co., Ltd. (Western Electric Co., Inc.) Feb 
ruary llth, 1921. (180,008.) 

5.031. “ Electric conductors for internal wiring of buildings." D. S. 
Munro. February 4th, 1921. (180,020.) 

5,239. ''Cut-out for electric circuits." R. Kellendorfer. February 15, 
1921. (180,032.) 

5,374. “Electric light fitting." J. Y. Fletcher and C. W. Saunden. 
February 16th, 1921. (180,038.) 

5.404. “ Sparking plugs for internal-combustion engines." W. Gragger. 
February 16th, 1921. (180,040.) 

5,459. “ Commutators for electric machines." J. E. Calverley and W. E. 
Highfield. February 17th, 1921. (180,045.) 

5,524. '' Electro-magnetic switches for controlling the circuits of train 
lighting and similar installations," J. Stone & Co., Ltd., and A. H. Darker. 
February 17th, 1921. (180,049.) 

5,709. “ Dvnamo-electric machines." Lancashire Dynamo & Motor Co. 
Ltd., and W. Stansfield. February 19th, 1921. (180,064.) 

5,807. '* Signalling systems, particularly the provision of duplex radio com 
munication.” J. Scott-Taggart and Radio Communication Co., Ltd. Febru 
агу 2151, 1921. (180,069.) 

6.140. “ Operation of  alternating-current repulsion motors.” Britis 
Thomson-Houston Co., Ltd, (General Electric Co.) February 23rd, )®1 
(180,075. 

бщ. ч Magneto-electric machines." British Thomson-Houston Со., Lu. 
A. P. Young. and H. W. H. Warren. February 25th, 1921. (180,084) 

6.451. ‘Electric hand lamps." J. Davison. February 25th, 1921. (180,053) 

6,479. “ Electric heaters." British Brass Fittings, Ltd., and H. B. 
Butler. February 26th, 1921. (180.086.) 

6,641. “ Thermionic cathodes and methods of making the same." Westen 
Electric Co., Ltd. (Western Electric Co., Inc.) February 28th, 1921. (180,08) 

6,736. ‘Electric fuses and holders for the same.” j. J. J. M. Kluijtmars. 
March Ist, 1921. (150,093.) 

7.216. ‘Telephone systems.” Automatic Telephone Manufacturing Со, 
Lid. (Automatic Electric Co.) March Sth, 1921. (180,103.) 

7,241. Electric generators. J. W. Torrance and J. M. Torrance. March 
rth, 1921. (Addition to 162,966.) (180,104.) 

8.009. “Ignition devices for internal-combustion engines."* British Thor. 
son-Huuston Co., Ltd., and А. P. Young. March 14th, 1921. (150113. 

089. ** Automatic electromagnetic switch.” F. Krupp Akt. Ges. Decem 
ber 30th, 1920.) (173,201.) , 

8256. “ Electrice primary cells." L. Darimont. March  l6th, 191. 
(180,120.) / 75. 

8.498. '' Machines for making electric incandescent lamps and the lik-. 
British Thomson-Houston Co., Ltd. (General Electric Со.) March 18th, 122 
180,125. 

9.360. K Control of electric motors.” S. Gowan, R. Brooks, and Metro 
politan-Vickers Electrical Co., Ltd. March 29th, 1921. (180,138.) ‚ 

9.724. '" Dynamo-clectric machines." W. E. M. Ayres. April 151, 1%. 
(180,142.) 

9.741. '' Automatic electric switches." H. Lucas, О. Lucas, and H. W. F 
Ireland. April lst, 1921. (190,143.) 

9.933. “ Galvanic batteries." G. Oldham and J. Oldham. Apri! dth, 1% 
(180.144.) 

10.172. “ Electric illuminating control systems.” Igranic Electric Co., Lt 
(Cutler-Hammer Manufacturing Co.) April 6th, 1921. (180,146.) . 

10,236. “ Trip mechanism for oil circuit breakers.” L. E. Wood. Api 
(t, 1921. (180,147) 

10,939. “Sparking plugs for internal-combustion engines." S. Р. 51: 
April 7th, 1921, (180.148.) | 

10,614. “ Telephone systems." Automatic Telephone Manufacturing Со. 
Ltd. April 19th, 1920. (161,950.) | 

11.517. “Boxes for containers, more especially intended for electric ta^ 
teries or accumulators.” New Eccles Rubber Works, Lid., and S. W. Со 
April 21st, 1921. (180,170.) | 

12.0010. *' Plug-box for electric installations," W. Sack. May 21, 193. 
(163,688. ) 

12.140. * Electric heaters." Igranic Electric Co., Ltd. (Cutler-Ham>™ 
Manufacturing Co.) April 27th, 1921. (180,179.) 

12.882. “ Commutstors or rotary electric current distributors." A Н. 
Steptoe and E. G. Steptoe. Мау Sth, 1921. (180,188.) 

14.574. '' Means for actuating electric relays.” Ges fur Drahtlose Tee 
graphie. July 23rd, 1920.  (166,881.) К 

15,827. “ Cooling apparatus for electric oil transformers." Akt. Ges. Bros”, 
Boverie et Cie. December 9th, 1920. (172,601.) T 

17,812. '' Speed-regulating means for dynamo-electric | machines." Russ 
Thomson-Houston Co.. Ltd. (General Electric Со.) June 30th, 1921. (uo zv 

18.466. “ Electric. motor. controllers." Igranic Electric Co., Ltd. (ue 
Hammer Manufacturing Со. July 7th, 1921. (180,236.) . 

19,227. “ Protective devices for alternating-current systems" Atelier © 
Construction Electriques du Nord et de l'Est, August 4th, 1920. (16.4. , 

19,450. '' Electro-pneumatic braking apparatus." Westinghouse Brake 27- 
Saxby Signal Co., Ltd. March 17th, 1921. (177.127. i 

19.647. '' Électric railway control systems."  Metropolitan-Vickers Electr: 
Co.. Ltd. July 30th, 1920. (167,166.) Ж 

20.930. “ Electrical switching devices suitable for telephone and ^ 
plants." Relay Automatic Telephone Co., Ltd. September 8rh. 19 
(148,870.) 

21.474. ‘ Control of electric motors," British Thomson-Hauston Co., L4. 
Н. C. Hastings, and Н. F. Farmer. August 12th, 1921. (180.249.) Р 

21,475. '' Control of electric. motors." British Thomson-Houston Co. L7 
Н. C. Hastings, and H. F. Farmer. August 12th, 1921. (180,250) . 

31.873. “Electric power integrating and limiting systems.” bee 
Ateliers de Constructions Electriques. de Jeumont. December Злі, 19 
(172,300.) 

1922. 

9.706. “ Flectro-magnetic overload circuit breakers.” F. Krupp Akt. Сч 
February 24th, 1921. (175,965.) Е fe 

8.471. “ Electric arc welding systems and apparatus therefor.” Rao 
Thomson-Houston Co., Ltd. (General Electric Co.). (Divided appheatics a 
179,613.) February 4th, 1921. (179,883.) 
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THE SOUTH-EASTERN INQUIRY. 


Тнк inquiry, which closed last week, into the applica- 
tions by the South-Eastern & Chatham Railway Com- 
panies and the West Kent Electricity Co. for sanction to 
erect generating stations, both of them intended to 
supply the electrified lines of the S. E. and C. & D. Rail- 
wavs, was the first in which the Commissioners had to 
deal with an application bv a railway company for 
authority to establish a station for its own traction pur- 
poses. It therefore has the interest of a precedent. 

Both applications come under Section 11 of the Act of 
1919, but with a difference in the discretion allowed to 
the Commissioners. As regards the West Kent applica- 
tion, the Commissioners have no specific limitation to 
their action. They can withhold consent, or give con- 
sent subject to conditions; there is no obligation put on 
them to impose conditions, but in the nature of things an 
unconditional consent to an authorised undertaker in 
the London district 1s hardly thinkable. 

In the case of a railway company proposing to use 
electricity for traction, ‘‘ consent shall not be refused, 
unless it is proved to the satisfaction of the Electricity 
Commissioners that a joint electricity authority or 
authorised undertakers are or will be willing and in a 
position to give the railway company a supply of electri- 
city, adequate in quantity and regularity, to meet the 
present and prospective demand of the railway company, 
at a cost not greater than would have been incurred by 
the railway company in supplying themselves." 

As the railway electrification is in the future, esti- 
mated to be completed, in its first stage, in June, 1925, 
only the words of the section applying to the future have 
to be considered. It was proper to take the two appli- 
cations together, although they are in different cate- 
gories, because the West Kent Co. made the prospective 
supply of the railway load one of the bases of the appli- 
cation. To that extent the two applications were com- 
petitive, and were properly heard together. 

It must be admitted that the task put upon the Com- 
missioners in this case is sufficiently onerous. As be- 
tween the two applicants they have to consider estimates 
of the capital costs and the working costs of two hypo- 
thetical stations which it will take nearly three years to 
erect. Besides these, they also had to consider an offer 
from another authorised undertaker also involving a 
station not yet in existence, but a little more advanced 
in preliminaries, since the Commissioners have already 
consented to its erection, and some load awaits it. 
Against the uncertainty of predicating actual costs of 
stations which will not be in operation for nearly three 
years, it may be said, of course, that some of the changes 
in prices which may occur in that time will affect the 
costs in similar ways. But it is conceivable that such 

changes will not all affect the ultimate costs or prices pro- 
portionately. 

The Commissioners, therefore, were obliged to make 
their inquiry searching and detailed, for they want all 
the information possible to enable them to discharge the 
onus laid upon them. | 
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But it may be suggested, with deference, that the 
inquiry might have been shortened without any loss in 
essentials, if the procedure had been conducted in 
accordance with regulations which the Conuuissioners 
have power to make. The actual course of the hearing 
was somewhat confusing, and the procedure not by any 
means what one expects in a quasi-Judicial inquiry. 

Perhaps the most striking feature was the laxity in 
respect of locus. The London County Council and the 
Conference of Local Authority Undertakers are no doubt 
interested in the erection of new generating stations, 
and entitled to oppose applications which they think may 
prejudice that reorganisation of London electricity 
supply which is in process of elaboration. 


But it is very difficult to understand what docus the 


L.C.C. had, justifying its counsel in cross-examining 
and speaking as if undertakers who appeared only to say 
what offers they could make to the railway were pro- 
moters whom the L.C.C. was entitled to oppose. As a 
fact, these undertakers had no application before the 
Commissioners, and required no consent from the Com- 
missioners to make such offers or even to enter into a 
definite contract with the railways. But, worded as the 
section is, they were bound to put in their offer and to 
support it by evidence. The L.C.C. is not, and cannot 
be, in competition with such undertakers. 

Judged by the criteria of the procedure before Parlia- 
mentary Committees and in statutory inquiries of a 
similar character, this action seems to be essentially out 
of order. It was not the only incident of the inquiry to 
which similar remarks are applicable, and whilst the 
evident wish of the Commissioners to hear and consider 
everything relevant is wholly praiseworthy, it does seem 
that they could save their own time, and that of the 
parties to these inquiries, by making and enforcing 
regulations in respect of procedure which, while protect- 
ing the interests of all concerned, would put some curb 
on irrelevancies and loquacities which only darken 
counsel. 

The Commissioners' task in this case would have been 
lightened if the proposed Joint Electricity Authority for 
London had been already in existence; they might, in- 
deed, not have had to essay it at all. But they cannot 
be charged with responsibility for the delay in setting 
up that authority. 


Mr. S. T. ALLEN, in his presidential 

The I.M.E.A. address, took a broad view of the duties 
and " Service." and responsibilities of the electrical 
supply industry vzs-d-vzs to the whole of 

the industries of the country, emphasising the urgent 
necessity of adopting every possible method of restoring 
prosperity and decreasing unemployment. No doubt 
there is a tendency for the manager of an isolated elec- 


tricity supply undertaking gradually to become en-. 


grossed in local routine and to lose sight of the wider 
interests with which, by virtue of his public service, his 
business is interlinked; we are all liable to get into a 
groove, and the President by calling attention to thie 
obligation that rests upon every individual to cherish 
high ideals and personally to foster the welfare of the 
whole community performed a most useful function. We 
were pleased, too, that he deprecated the narrow-minded 
idea that indiscriminate curtailment of expenditure is 
necessarily economical ; on the contrary, as we have often 
pointed out, it is sometimes the truest. economy to spend 
freely, but with discretion, choosing those objects which 
ure calculated to provide the largest return in the form 
of increased employment and output and reduction in 
cast of commodities. Individual efforts towards pro- 
gress on such lines are truly co-operative, for, like the 


little runnels which combine to form streams and ulti- 
mately give birth to a great river, however diversified 
they may be at the start, they all tend towards the same 
«oul—the common коой; and that was the note on which 
Mr. Allen ended bis admirable address, with a reference 
io the benefits to be derived from the schemes for joint 
working in electricity supply which are shortly to come 
into operation. 


IN our pages to-day will be found the 
Hackney Points details of a scheme for cheapening the 
a Way. supply of electricity to domestic con- 
sumers, drawn up by the Hackney 

borough electrical engineer, Mr. L. L. Robinson. 

As we have pointed out, much has already been done 
in Hacknev to encourage the use of electricity in tlie 
home. The electricity department is a willing servant 
of its consumers, the prices are comparable with any in 
this country, and the exhibition recently held there was 
one of the best of local exhibitions that has yet come to 
our notice. 

We are aware that so far as the portion of the scheme 
which relates to lighting is concerned, it is not an inno- 
vation, but we believe that the proposal to treat cooking 
and heating apparatus in the same way is à new depar- 
ture for the electricity supply industry. Ме see no 
reason for regretting that the idea has already been ex- 
ploited by the gas industry ; adapted ideas are sometinies 
better than entirely new ones, and, moreover, they often 
possess the merit of having been tried and found success- 
ful. For many years past we have urged the necessity 
for a scheme of this kind to make electrical heating 
and cooking a real ‘‘load’’ for the supply station. 
While apparatus is so dear, a condition brought about 
chiefly by the lack of demand, it is useless to expect elec- 
trical cooking to assume the proportions which are 
desired bv all connected with the supply industry. Hire 
and hire-purchase svstems have no doubt accomplished a 
ereat deal, but a svstem in which the cost of apparatus 
is practically imperceptible will secure a greater amount 
of public favour. We think that the Hackney con- 
sumers may be considered very fortunate, for even witli 
the addition to the cost per unit of energy, they will be 
paving a far lower price than the majority of domestic 
users in this countrv. 

We are glad that the scheme is to be tried on a 
sufficiently large scale to gauge results with certainty. 
and we have no doubt that engineers in charge of similar 
undertakings will keep an eye on Hackney. We hope 
that. the outcome will be the adoption of this, or perhaps 
a better scheme, including provision for continuous 
water-heating and a two-part tariff, in many other 
undertakings. 


SWEDEN, whose wealth of water-power 
Hopes of furnishes a natural incentive to the 
Swedish Revival. production of electrical energy, has, of 
course, established a manufacturing 
industry for the purpose of coping with the consequent 
demand for electrical equipment. During each of the 
years 1920 and 1921 exports of electrical machinery and 
accessories amounted in value to approximately 
£1,000,000. At the same time Sweden is an importer 
of electrical machinery and apparatus, though the 
value of that brought from abroad has diminished 
during recent vears. It amounted in 1921 to about 
£600.000, as compared with £706,000 in 1920. 

It will be seen therefore that the country possesses a 
certain interest for the British electrical engineer. 
There is good hope that this interest may be cultivated 
with profit in the near future, for there are signs of a 
revival in Swedish trade due partly to a wages adjust- 
ment that is taking place and partly to a decline in 
the severity of German competition. "The effect. which 
the new situation in Sweden is likely to exercise on cer- 
tain branches of the British iron and steel and engineer- 
ing trades is described in a report by H.M. Commercial 
Secretary at Stockholm, which is summarised on another 
page of this issue. 
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THE ANNUAL CONVENTION AT WOLVERHAMPTON. 


On Tuesday last the Convention was opened at Wolver- 
lampton under most favourable conditions; the weather 
was fair, and there was a large attendance—-some 400 
‘members and guests—from all parts of the country, 
W olyerhampton being in a central and very accessible 
position. Many had arrived on the previous day and 
taken up their quarters, either at Wolverhampton or at 
Birmingham, the accommodation at the former town 
being naturally somewhat overtaxed by the influx of 
visitors; but the distance 1s not great, and an excellent 
railway service is provided between the two centres. 
Moreover, as Wednesday was spent at Stoke-on-Trent, 
and Thursday at Birmingham, the ‘‘ honours were 
easy ’’ so far as convenience was concerned, 

Electrically speaking, Wolverhampton was early dis- 
tinguished by being the domicile of one of the pioneer 
manufacturing couipanies—Elwell-Parker, Ltd., whose 
works were opened as long ago as 1880; the firm played 
a prominent part in developing the new industry, and 
many of its products were still in operation until recent 
years. In 1889 the Electric Construction Corporation, 
Ltd., took over the business. "The Electric Construction 
Co., Ltd., which is the present style of the concern, was 
formed in 1893, and has a subscribed capital of over 
three quarters of a million sterling. — From this com- 
pany’s factory have come some of the largest generators 
ever built in this country, including those originally 
installed by the London County Council at its Greenwich 
power station ; the company in 1891 equipped the whole 
of the South Staffordshire tramways with the overhead 


trolley system, and in the following year carried out the: 


equipment of the Liverpool Overhead Hailwav—two 
pioneer feats of the first importance—and has always 
maintained an honoured place in the front rank of 
British electrical firms. 

Another notable feature of Wolverhampton was the 
electric tramway on the Lorain surface-contact system, 
Which was opened in 1902 and successfully operated for 
nearly 20 years. As has been announced in our pages, 
the surface-contact system is now being superseded by 
the overhead trolley; not, however, because of any in- 
herent defect in the former, but simply because the 
equipment was worn out, and the cost of its renewal 
would have been greater than that of conversion to the 
overhead system, which, moreover, enabled through- 
running powers to be arranged in conjunction with the 
adjoining tramway systems. 


But in view of the occupancy of the presidential chair 
of the I.M.E.A. by Mr. S. T. Allen, chief electrical engi- 
neer and manager to the Corporation, chief interest 
naturally attaches to the municipal electricity works, 
which are to be visited to-day. The works were opened 
by Lord Kelvin—a rare distinction—in 1895, and 
operated on the d.c. svstem, which was supplemented by 
a high-pressure d.c. supply to the suburbs at 2,000 volts. 
But great changes have taken place, of which a detailed 
account was given in the ELrectricaL Review of July 
30th, 1920. During the war the demand for power 
necessitated large extensions and a drastic reconstruc- 
tion and re-equipment of the generating station, as. well 
аз the complete reorganisation of the whole system, 
alternating-current generation and transmission being 
adopted, with conversion to direct current for the 
original network and the tramways. In 1914 the plant 
installed had a capacity of 7,200 kW; in 1920 the capa- 
city had been raised to 23,500 kW, wholly three-phase, 
and turbo-generators had taken the place of the older 
machines, whilst the boiler-house equipment had been 
modernised. The most noteworthy feature of the recon- 
struction was the fact that the engine-room walls were 
raised, a new crane gantry was provided, and a new roof 
was constructed, w ithout interfering with the running of 
the plant; the switchboards were removed, and the d.c. 


‚ А root-and-braneh reconstruction 


switchgear re-erected, with additional a.c. switchgear ; 
and a new boiler house and cooling towers were built. 
of this magnitude 
afiords the engineer worry enough under normal condi- 
tions, but to carry it out during the war and whilst 
supplying a rapidly increasing demand was a far more 
arduous task. Fortunately Mr. Allen, who came into 
ollice in 1913, had planned the extensions before the war 
broke out. The annual output of energy during 
the war attained a maximum of 34 million kWh, 
compared with 13 millions before 1914. Owing to the 
early start of the extensions, they were carried out at a 
cost of only £16 per kW, and the plant is remarkably 
economical of fuel. 

Mr. Allen, who has thus so ably handled the engineer- 
ing side of the undertaking, is “exceedingly keen ih 
developing its commercial aspect. He has devoted the 
closest attention to the.admuinistration of the business on 
both sides, and to the encouragement of the use of elec- 
tricity for all purposes. Не does not, however, confine 
his activities to the bounds of his own undertaking; he 
takes a deep interest—and plays an effective part—in 
labour questions, being chairman of the District Joint 
Industrial Council for the Electricity Supply Industry, 
and in the organisation of electricity supply in the 
North-West Midlands, having been chairman of the 
Electrical Engineers’ Committee which drew up a scheme 
for that area. In fact, he is the embodiment of the 
principles which he has set forth so ably in his presi: 
dential address, of which we give an abstract below. 


His portrait was reproduced in our issue of August. 12th, 
1921. 


The Convention was opened at the Grand Theatre; 
Wolverhampton, where the Mayor (Councillor James 
Thompson, J.P.), chairman of the Electricity Commit- 
tee, welcomed the Association. He drew attention to the 
interesting antiquities of the district and to the many 
industries for which it was noted; yet, he pointed out, 
few industrial towns were placed in such delightful sur- 
roundings. Apley Terrace had been justly called the 
Jerusalem of England. He eulogised the merits of Mr. 
S. T. Allen, both as a successful manager and as an able 
engineer, who succeeded in making a profit where others 
made a loss. With the I.M.E.A. in his mind was always 
associated Mr. H. Faraday Proctor, to whose energy ànd 
enthusiasm the Association owed its existence.  Electri- 
city supply was undoubtedly a most important industry ; 
this country had learnt that it must modernise its power 
stations and apply electricity to the driving of ma- 
chinery to the utmost possible extent, in order to pro- 
mote the prosperity of its industries. 


Mr. Allen thanked his Worship most heartily for the 
cordial welcome that he had offered to the Association, 
and then read his presidential address, which was highly 
appreciated, especially by Committee chairmen, who 
thought it would awaken their committees to the neces- 
sity of a progressive policy. 


A cordial vote of thanks to the President was moved 
by Alderman Beaumont, of St. Marylebone undertaking, 
who specially, emphasised the sentence: ‘‘ Each section 
of industry by its action or inaction affects the destinies 
of other sections.’ 


The address was followed by ; à paper read by Lieut.- 
Col. W. A. Vignoles, D.S.O., borough electrical engineer, 
Grimsby, on ‘‘ The Extension of the Uses of Electricity 
for Domestic Purposes." After the discussion, in which 
there took part Mr. R. B. Mitchell, Mr. L. L. Robinson; 
Ald. Beaumont, Mr. Charlesworth, Mr. Wordingham; 
C.B.E., Coun. A. Sinclair, Mr. Hoadley, Mr. "Poole 
(Durban), Mr. J. W. Beauchamp, Mr. Shaw (Ilford), 
Mr. Wilkinson (Harrogate), and after  Lieut.-Col. 
Vignoles had briefly replied, luncheon was served at 
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the Royal Artillery Headquarters, at which the members 
were the guests of the Mayor and the Electricity Com- 
A telegram of congratulation was sent to the 
Prince of Wales, and after the loyal toast, Ald. Beau- 
mont, in proposing the ‘‘ County Borough of Wolver- 


mittee. 


hampton,’’ referred to the attractions offered to indus- 
trial concerns to settle there. Mayor Thompson 


responded. 


The afternoon was spent at Apley Terrace, on the 
River Severn, where tea was taken; and in the evening 


а reception was given by the Mayoress of Wolverhamp- 
ton at the Art Gallery. 
(To be continued.) 


Li 


Presidential Address. 


By S. T. ALLEN, M.I.E.E. (Chief Electrical Engineer and 
General Manager, Wolverhampton). 
(Abstract.) 


I THINK it will generally be considered that the unfortunate 


econonic position which has arisen as an aftermath of the 
Great War is by far the most important factor allecting not 
only the prosperity of the electricity supply industry, but 
almost all of our national industries. In connection with our 


supply industry, it has been necessary to adjust our outlook, 


tarills and operations to the condition of things existing at the 
moment. It 15, however, wrong for us to remain satisfied in 
doing this, hoping that conditions will improve without efforts 
on our part being mude to bring about that improvement. 

It is towards tlie development and progress of the electricity 
supply industry that our special attention must be given at the 
present time, ш order that we shall do our share to create that 
inpetus which will hasten the increase of production and sales 
of commodities manufactured, thus reducing uneinployment. 
The success of the electricity supply industry is dependent 
upon the success of other trades and industries, and unless 
those other industries are kept in a healthy condition the 
electricity supply industry cannot succeed. To help to promote 
the comunon interests therefore 15 to assist our individual 
interests. 

lt may appear to many to be quite outside the sphere of 
an association such as ours to interest itself, for instance, in 
our export trade; nevertheless the reduction of export trade 
has in several instances during the last year changed many 
municipal electrical undertakings, although temporarily only 
perhaps, from paying to losing concerns. We cannot possibly 
afford nowadays to ignore the fact that the success of our 
undertakings is absolutely bound up with the general trade ot 
the country. 

The consideration of trade itself. calls for a full display of 
that public spirit and co-operative action which we, as a nation, 
have developed so highly in other directions. Directly we 
realise that electricity supply is a national service, we also 
realise the opportunity of establishing between contending 
parties within the industry that confidence, the absence of 
which may have been the cause of troubles and delays-in the 
past. 

The day has gone by when anyone could argue that each 
municipality in its various Operations cou.d quite well act on 
its own behalf, without co-operating with other local authori- 
ties through associations like the 1.M.E.A. Joint action does 
often bring about what individual action fails to, und the re- 
sults of joint counsels are far more fruitful of success than 
heterogeneous collections Gf views made by individuals with- 
out regard to the views of others. 

The I.M.E.A., representing, perhaps, the most important 
group of electricity supply authorities, will, 1 feel sure, if it 
maintains those high ideals which have all along guided its 
actions, and looks forward with a broad mind towards the im- 
provements in the future rather than back with recriniinations 
at the faults of the past, Чо its good share towards the better- 
ment of British municipalities, which hold such a high place 
in the esteem of the world. 

One of the most important factors which has special bearing 
upon successful operation is what I may term the personal 
element. This factor covers the correct attributes of members 
of committees and responsible officers, a full sense of respon- 
sibility, justice, fairness and truth, a keen intention of framing 
sound policies Which will bear sound and fair criticism, an 
enthusiastic endeavour to bring about the best results even at 
personal inconvenience, and perhaps at times in the face of 
small-minded destructive criticism. The right progressive 
policies can only be formulated by a manager who has the 
courage of his convictions, and can only be put into operation 
after his committee is fully confident that the framer of the 
policies has explored the whole field of inquiry and without 
hesitation and with convincing evidence, if necessary, satisfies 
that body that it is the policy to pursue. 

There 18, I am afraid, still a tendency in some directions for 
committees to be dissuaded from a sound progressive policy, 
under the mistaken idea that expenditure for whatever purpose 
should, af the present. time, be curtailed. This is often due to 
the fact that little distinction is made between the operations 


of the non-trading and rate-financed sections of & municipality, 
and the electricity department, which as a Ing concern, 
should be conducted on comunercial lines. It is also asserted 
at times that the dithculty of finding the necessary money is a 
reason for withholding expenditure on such developments 
which would in normal times be agreed upon. It is probable, 
however, that money can be obtained by municipalities more 
nd for electricity supply development than by any other 
odies. | 

Тһе electricity undertaking of a local authority, when it has 
been developed on sound business lines, 1s often one of the best 
assets which that authority possesses, and no municipality 
having rights to supply electricity should hesitate to develop its 
undertaking on broad lines. As nowadays, more so than in the 
past, every town in itself may be considered а large commer- 
cial undertaking, competing with other towns, those munici- 
palities which neglect to realise the unportance of electricity 
supply development on the right lines will suffer in the great 
competition Which is аһеа of us. 

On account of better transport facilities nowadays, and due 
to the fact that publicly supplied electricity 1s now generally 
used by manufacturers who previously had to depend upon 
their own power plant, industrial concerns are independent 
of any particular district for their works, and we see a kind 
of game of " General Post " going on, with the difference, 
however, that jn this case there may be more seats than 
players. ‘Those towns, which may be likened to the seat. 
which may find themselves empty, will only have themseives 
to blame, if they have not shown an attractive front to the 
industrial concerns when the right moment comes along. 

It is of little use for municipalities to say that they will 
develop their undertakings after demands have arisen. ‘They 
must create the demands by seeing to it that they have ample 
electricity supplies ready and available in anticipation of 
requirements. 

Successful development does not come by itself. but only 
follows continued and increasing effort and outlay of money. 
lt is quite useless to expect an undertaking which bas reached 
successfully a certain stage in development to go on Increasing 
its revenues without increasing the amount spent upon 
administration, publicity, &c. The guide should be mainly the 
return made per pound of money spent per annuin. 

I think that if close inquiry were made as to why some 
undertakings have remained almost stationary so far as, tor 
instance, the development of domestic load is concerned, while 
others have gone ahead so successfully, it would be found due 
to the hesitation of those particular authorities to expend 
sufficient to develop the necessary busihess, and their failure 
to realise that it is as necessary to apply the usual busines 
principles to an electricity supply concern as8 it is to any other 
progressive business concern. 

Increased output in almost every case means lower pro- 
duction costs, and also in itself means more electrical plant 
and apparatus being sold and thus cheaper apparatus. 
Cheaper supplies lead to yet greater demands and more instal- 
lations being wired and equipped. "Thus the effects of in- 
creased output of electricity are very far reaching, and tend 
to increase the prosperity, health, and good condition of our 
towns and improve the industrial conditions throughout the 
country. It has been clearly shown also that increased use of 
electricity proves a great national blessing, in that it means 
conservation of our coal supplies either for our own future use 
or for our export trade. 

The country has, during the last few years, been critically 
examining the existing methods of generation of electricity. 
and has found that great improvements can be made in many 
directions. It has recognised that individual generation of 
electricity was natural enough, and the only practical proce 
dure, so long as its use was comparatively small, but that as 
electricity is now a commodity of such every-day use and with 
such a large and general growing demand, to adhere to the 
original practice would in many cases bespeak obsolescence. 

[t has realised the great necessity for generation on a much 
larger ecale, and to provide for greater areas and, on that 
account. the necessity of joint action of various suppiy 
authorities in the different districts in connection with genera- 
tion and main transmissicn, and has. shown its decisions irn 
legislation towards those ends, 

So far the divergent interests of various individual authori- 
ties have not permitted the establishment of constructive 
policies satisfactory to groups acting together, but now that 
it is realised that joint action for the generation portion of 
their operations can be made without prejudicing the rights 
or stability of their individual undertakings, and that by such 
joint action they can reduce the cost of supplying themselves, 
approved schemes for joint working will soon come into satis- 
factorv operation in many districts throughout the country. 

The public, seeing its interests properly safeguarded, can be 
counted on for sympathetic support towards the schemes. 
while industrial interests in general, being in the business of 
manufacturing Commodities rather than electrical energy, will 
favour апу action that will facilitate a cheaper supply of 
energy. which is an accessory to their operations. 

The outcome of the establishment of properly co-ordinated 
and balanced schemes for the establishment of joint genera- 
tion with common and general main transmission lines wil! 
be the tendency to equalise industrial opportunity. and 1 
consider that we can look towards the future in the most 
optimistic spirit. 


aaa CLE———— 
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THE POSSIBILITIES OF FLOOD AND PROJECTOR LIGHTING. 


By F. 


A. P. 


Tnk general use of the searchlight in the early days of 
the war no doubt brought into prominence the possi- 
bilities of the illumination of buildings by light pro- 
jected from a distance, the advance of the half-watt type 
lamp, with its small light source, about this time greatly 
assisting in making the scheme a commercial proposi- 
tion. As no external light was permissible here, the 
scheme was developed in America and has been most 
thoroughly worked out, and is now making headway 
in this country. | 

It was originally confined to the lighting of buildings 
for advertising and other purposes, but has now much 
wider uses, such as the lighting of yards, &c., so that 
work can be continued after dark. 

The projectors now in ordinary use, though based on 
the searchlight principle, are naturally much smaller 
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reflector when desired. The sizes usually made vary 
from 9 in. to 16 in., but more powerful projectors can 
also be obtained, and the angle of divergence of the 
beam varies from 6° to 20°, according to the spread of 
light required. 

For a long range, say from 500 to 2,000 ft., a highly- 
concentrated beam of small divergence is required, and 
a lamp of the half-watt type, with a small light source, 
is used. For shorter distances, say up to 1,000 ft., a 
divergence of 20° could be used, and a lamp with a 
larger filament is permissible. For short distances and 
greater surfaces, projectors can be fitted with spreading 
or diffusing lenses. Usually a disk of light about 10 ft. 
diameter would be obtained from a small projector of, 
say, 6° divergence at 100 ft. range with a plain lens, 
or 18 ft. diameter with 10° divergence, and 36 ft. 
diameter with 20° divergence, but this depends also on 
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FLOODLIGHTING DEVICES. 


and shallower in construction, owing to the much shorter 
range and less powerful beam required and the metal- 
filament lamp employed, the function of the searchlight 
being somewhat different. The military searchlight 
had to send a concentrated, almost parallel beam of 
light to considerable distances, and for this reason con- 
tained a powerful arc, the carbons being arranged 
horizontally with the end of the negative carbon or 
brightest part at the focus of the parabolic reflector, 
thus influencing the design of the body. 

Floodlight projectors are required to illuminate 
larger surfaces from a comparatively. short distance, 
and one or two types, fitted with tungsten lamps, are 
shown in the above illustrations. The bodies are usually 
capable of being swivelled, preferably in all directions, 
and the position of the incandescent lamp is made ad- 
justable horizontally in order to get it in the focus of the 


the size of the filament used, its position with regard 
to the focus of the reflector and the shape of the latter, 
which is not always a true parabola. The spreading 
lens enables the light to be spread in oval form instead 
of circular, the length being from three to four times 
the height, while the diffusing. lens enlarges the disk of 
light from three to four times in diameter. 


Flood lighting has many uses, such as the illumina- - 


tion of the fronts of buildings for advertising purposes, 
and of publie buildings on special occasions; lighting 
up large posters and signs; for battery rooms or places 
where acid fumes are deleterious to wiring; for use 
in shipyards and decks, railway and works yards where 
labour is required after dark; lighting buildings dur- 
ing progress; for swimming pools, open-air sports 
grounds, and, in general, open spaces where a system 
of lamp-posts has not already been installed, 
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For lighting buildings the power -required varies  , 


from } to 5 watts per sq. ft. of surface to be illuminated, 
according to the colour of the brick or stone; a very 
light painted front would require only about } watt, 
a red brick building 2 watts, and a very dark build- 
ing 5 watts per sq. ft. The flood light projector being 
easily handled, it is easy to determine experimentally 
the required amount of light, by trying the effect of, 
say, one projector of about 1 watt per sq. ft. capacity 
on a portion of the building, and if this 15 insutticient 
training two projectors on tle same spot. The best 
position to place the projectors is on adjacent buildings, 
as the light is more uniformly distributed, and heavy 
idee: "from projecting portions of the front are 
avoided, but quite good effects have been produced by 
lamps placed on the building itself, either on brackets at 
the top or preferably on the first-floor level if the upper 
portion of the building is set back from the ground- 
floor level. The projectors on some large buildings in 
London are only about a foot or two in front of the 
actual upper-floor frontage, yet when fitted with 
deflectors the effect is quite good. For close-up work 
projectors are not absolutely essential, angle reflectors 
being sometimes used. The lamp-posts in the adjacent 
street have also been used for mounting flood lights. 

As instances of the amount of light required, a build- 
ing of 2,500 sq. ft. frontage has been lit by 10 pro- 
jectors of 250-watts capacity each, the cost for four hours 
daily lighting, excepting Sunday, being only £1 per 
week, assuming electricity at fourpence a unit, While the 
Statue of Liberty in New York harbour has 15 bat- 
teries totalling 216 units of 250 watts each. 

As methods of lighting improve, and the cost of 
producing artificial illumination decreases, so the bril- 
liancy of our lighting increases. Where a single candle 
sufficed at one time, one hundred times the candle power 
is commonly used without reaching the standard of day- 
light. The lighting of streets and open spaces now 
receives much greater attention than formerly, and flood 
lighting will probably be much used in the future for 
this purpose, not only on account of the uniformity of 
lighting which can be obtained. but probably also on 
account of the saving to be effected in reducing the 
number of cables and lamp standards. Lengths of sea 
front have already been lit in this way from one or 
more points, and it is obvious that stretches far beyond 
the limit of the existing lamp-posts can be effectually 
lighted without the necessity of extending the cables. 

"Works have been flooded with light in order to guard 
against burglary, and this svstem might also be used 


for the grounds of country houses for occasional use - 


both for protection and for special occasi^as. 

It is conceivable that a svstem of projector lighting 
may be adapted to inside lighting. There is quite a 
field for experiment here which is apparently untouched, 
the lighting of rooms from banks of lamps in skylights 


and window frames with diffusing fronts being hardly - 


in the same category. 

It might be worth while trving the hee di a central 
supply of light from a projector and reflecting the light 
through the fanlights of rooms. The loss of light “by 
the double reflections in the parabolic reflector of the 
projector and the fanlight reflector and the loss in the 
diffuser, which might also be required, assuming in 
each case an efficiency of, say. 70 per cent., which has 
been obtained in high-class work, would give an overall 
efficiency of over 34 per cent. This would not be less 
than that obtained in indirect lighting, and a saving in 
installation costs might be possible by this means. 


.- -Canadian Exhibition Train for France.—It is the intention 
of the Canadian Government to send an exhibition. train 
through France this vear. An item of 50,000 dollars to cover 
the cost of the tram has been approved by the House of 
Commons. Both agricultural and industrial exhibits. will be 
shown, and it is expected. that Canadian manufacturers will 
aid in outtittinz and defraving the cost of the train.—Reuter’s 
Trade Serrice (Ottawa). 
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: THE MANCHESTER . BLECTRIGCITY 


TES UNDERTAKING. 


"P ANNUAL REPORT AND ACCOUNTS. 


Wk have received from the chief engineer and manager of 
the City of Manchester electricity undertaking (Mr. S. L. 
Pearce) a copy of the annual report and accounts of his de- 
partment for the year ended March 3180 last. 

Although the financial result was not so good as that of the 
previous year, having regard to the difliculties by which 
undertakings of this nature were beset during 1921, it must 
be considered very satisfactory. 

The total revenue received amounted to  £1,429,995, as 
compared with £1,547,226 in 1920-21, the decrease being 
attributable to a considerable reduction in the sales of energy. 
The working expenses, however, also showed a decrease, the 
figure being £977,102, as against £1,115,289. Apart from the 
diminished output, the fall in the price of fuel helped to 
lower generating costs; the fuel costs fell from £565,330 to 
£440,101. Ап increase in salary charges was practically 
ba'anced by decreases in wages. Repairs and maintenance 
costs were slightly less than in the previous year. Manage- 
ment expenses remained at about the same level, but on the 
expenditure side an additional item appeared, .viz., £23lj 
as preliminary expenses in connection with the new Barton 
station. Rates charged against revenue  mcreased by 
£20,73L to £107,105. — Distribution costs, £169,969, were 
£13,132 lower than in 1920-21. 'The gross profit amounted 
to £452,893, as compared with £431,957. ‘The charges against 
this, with the exception of income tax, all showed increases, 
the "principal being an addition of £ 30,929 on account о! 
interest on mortgage debt and deposits, and bank interest, 
Which totalled £134,044. The total charges amounted to 
£408,776, and crediting interest on stock, £447; the net profit 
was £44,564, as against £69,128 in the previous year. The whole 
of this amount was transferred to reserve account; last year 
an amount of £37,230 was contributed in aid of the rates. ‘The 
balances at the credit of the various accounts, carried for- 
ward, are: Sinking fund account (after redeeming mort- 
gages to the extent of £170,830), £8,840; renewals suspense 
account, £202,559; reserve account, £127,397. 

The total capital expenditure during the year was 
£1,458,353, making the total spent up to date 5,607,695. 
The principal items were £678,848 on the Barton station, 
£152,705 on the Stuart Street station, £122,587 on distribut- 
ing stations, £445,258 on mains (including £333,691 оп 
33,000-V extensions), and £16,946 on services. Over-expendi- 
ture on capital account amounts to £127,499. 

Turning to the production of the undertaking, the report 
shows that the energy generated amounted to 213,336,210 
units, as compared with 256,656,070 in the previous period. 
The quantity sold was 155,480,732 units. a decrease of over 3) 
per cent. The decrease occurred wholly in the supply to 
private consumers, Which fell from 167,019,709. to 124,190,555 
units. Public lighting made a greatlv-increased demand, and 
the traction supply also showed & small increase. The maxi- 
mum demand decreased, the figure being 83,550 kW, as against 
89,500 kW. Here again lighting and power caused the de- 
crease, thé traction demand being slightly higher. 

The ‘department’ s borrowing powers were increased during 


the year by £2,173,466, of which amount £1,816,743 was the 


balance in respect of the construction of the Barton station 
and h.p. transmission mains. The installation of two Bab. 
cock & Wilcox boilers, each of 80,000 lb. evaporative capacity. 
at Stuart Street, was. completed. An 8,000-kW turbo- 
alternator, with condensing plant, was also installed at this 
station, bringing the total capacity of the plant up to 
100, 250 kW, based on the most economical rating. The 
maximum steaming capacity is equivalent to 85,000 kW. 
and the station is believed to be the largest single station in 
this country. No further additions are to be made to this 
station. | 

Owing to the satisfactory state of the department's coal 
stocks, to a limited conversion of boilers for oil fuel, and to 
purchases of Ainerican and Dominion coal, the undertaking 
not опу maintained the supply of electricity throughout the 
period of the coal dispute, but also aided other departments. 
There has been a marked improvement in the quality of the 
coal received at the generating stations, and this has brought 
about a substantial reduction in consumption. 

Fair progress was made during the vear with the Barton 
buildings, but the erection of the ‘plant is likely to be 
delayed as a result of the engineering lock-out. In connec- 
tion with the Barton station a number of contracts for 
valves, pipework, pumps, &c.. have been placed. Important 
extensions have been carried out during the: vear at several 
distributing stations. 1.500-kW motor eqnverters have been 
installed at Sherborne Street (one), Withy Grove (one), and 
Moss Side (two). A distribution station has been established 
at Knott Mill. with an aggregate capacity of 4,500. kW, in 
connestion with the supply to the Deansgate area. Alternat- 
inp current stations were established at Failsworth, Blackiev 
Estate, "Gorton Estate, Wilbraham Road Estate, Anson 
Estate, Catterick Hall Estate, Clayton Estate. and Newton 
Additions to the extent of 2,000 kW have 
‘been made to five existing private sub-stations, and fonr new 
stations have been established, these having an aggregate 
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capacity of 3,250 kW. An addition of over 50 miles was 
made to the mains system during the year. Messrs. Callenders 
have completed about 77 per cent. of their 33,000-V cable 
contract in connection with the Barton supply, and Messrs. 
W. T..Glover & Son, Ltd., have laid the new  Failsworth 
cables. 

Considerable progress has been made in the lighting of the 
new housing estates, and severai main streets have been con- 
nected to the mains for public lighting. 


AN ECHO OF THE JOHANNESBURG STRIKE, 


Unper the above title we inserted some information 
as to the way the power. and lighting services were 
maintained during the recent Rand strike, sent to us 
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reproduce some photographs taken during the dispute. 
The group in fig. 1 is composed of the staff and volun- 
teers who carried on the supply undertaking for some time. 
These volunteers were principally members of scientific and 
technical societies, and it did not take them long to get into 
the way of things at the station. The numbers at the feet 


of some of those in the front row indicate: (1) 
Mr. N. О. Currie (C. A. Parsons & Co); (2) -Sir 
Spencer Lister; (3) Dr. J. Orenstein (President .of 
the Technical Societies’ Executive); (4) Mr. Bernard 


Sankey; (5) Mr. H. Reynolds (Babcock & Wilcox); and (6) 
Professor Dobson (late general manager of the electricity 
undertaking). Those at the back are seated upon a 
“ whippet” tank employed against the strikers. Quite an 
'" active service ° atmosphere is present in the two smaller 
photographs. Fig. 2 shows '" H.M.L.S. Union," referred to 
above, and the inspection of rifles preparatory to going 
into action. The third photograph shows the armoured car 
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Fic. 1.—STAFF AND VOLUNTEERS AT JOHANNESBURG POWER STATION. 


Fic. 2.—Wutpret TANK USED AGAINST STRIKERS. 


B. Sankey, the general manager of the Johan- 
municipal, electricity | undertaking. Through 


Fi. 3.—ARMOURED CAR AND BREAD-SUPPLY. 


'" Otazeli," manned by irregular troops holding a flag cap- 
tured from the strikers. 


In the foreground an “ orderly ” is 
seen carrying the bread supply into the station. 
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PARLIAMENTARY NOTES. 


[From our SPECIAL PARLIAMENTARY REPORTER. } 


L.C.C. Tramways.—During the debate on the L.C.C. 
(Money) Bill, on June 15th, expenditure on the L.C.C. Tram- 
ways waa much criticised. Mr. Rawlinson said that there 
was an item in the Bill for the purchase of tramway under- 
takings, construction, reconstruction, and equipment of 
tramways, provision of buildings, power stations, machinery, 
rolling stock, and for other purposes, at a cost оѓ £1,000,000. 
Then there was a subsequent sum of £197,000. From what 
he remembered this meant that the L.C.C. bought up the 
London United Tramways, and that £1.000.000 was the cost 
of buying it up. Had the company for some years been 
earning any profit? If it was run at a loss, why should tbe 
I,.C.C. spend the ratepayers’ money on an enterprise which 
no business man would put money into? 

MAJOR Gray, in reply, defended the tramway svstem, and 
said that there was only one new line for which provision 
was made, and that was for a sum of £35,000. The 
£1.000,000 which had been referred to by Mr. Rawlinson in- 
cluded £235,000 in respect of the purchase of the London 
United Tramways. The J..C.C. was bound to carry out that 
purchase because the contract for it was made before the 
war, and it had merely been postponed. The whole of the 
reminder of the £1.000,000 was to be spent on generating 
plant, new cars, and general purchases for carrying on the 
undertaking effectively. During the war all expenditure was 
restricted, and there was now a large amount of leeway to 


make up. Having regard to the great extent of the tram- 


way system. he thought it was not unreasonable to ask for 
something like £600,000 for such work as the generation of 
electricity and the provision of new cars, which had now 
become absolutely essential to enable the Т.С.С. to increase 
its car mileage. Не prophesied that in а few years 
London would have the largest system of tramways in 
England, and he believed that the present system would 
justify itself if given time. 


Wireless. Telegraphy and Signalling.—Mr. Krnuaway, the 
Postmaster-General, in moving the Second Reading of the 
Wireless Telegraphy and Signalling Bill on June 16th, said 
that some form of control was necessary in connection with 
the progress of wireless telegraphy and telephony. In the 
United States a condition of chaos had arisen from the lack 
of Government control, and the American Government had 
been making very drastic proposals to remedy this state of 
things. The present Bill contained the proposals laid down 
in the Act of 1904. and also made a number of new proposals 
which were fonnd to be necessary. The steps to be taken 
had been considered by an inter-Departmental Committee, 
ronsisting of renresentatives of the Post Office. the Air 
Ministrv, the Admiralty, the War Office—all the Govern- 
ment departments interested in the use of wireless. Tha 
Bill did not pronose in any wav to withdraw from the pubic 
the advantages of wireless communication. On the contrary. 
its effect would he. by ensuring the prover use of wireless, 
to assist ite development. The Bi'l left full scope to inven- 
tive genius bv allowing the erection of exnerimental 
stations in proper hands. At present some 9.500 receiving 
licences had been issued, and 400 licences for transmission. 


The conditions under which the broadcasting of wireless 
telephonv would be worked had not yet been decided. He 
did not think it desirable that the work should be carried on 
by the Government. А meeting was taking place that dav 
at the Post Office between the firms interested and the Post 
Office officials, as a result of which he hoped some agreement 
would be reached. 


The most interesting provision of the Bill was that which 
applied to wireless in aircraft. Another provision dealt with 
the position of the Dominions. Hitherto he had во far con- 
trolled the use of wireless in ships, registered in the 
Dominions, on the high sens, but as the self-governing 
Dominions now possessed the necessary legal powers of con- 
trol, the Colonial Office thonght that the power which had 
been reserved to the Postinaster-General shou'd be abrogated. 


The Bill was read a second time. 


The Telephone Service.—On the same day Mr. Kellaway, 
in moving a resolution authorising the issue out of the Con- 
solidated Fund of such sums. not exceeding in all 
£15.000,000, as were required for the further development of 
the telephone system, said that this sum would last, it was 
estimated, until the end of April, 1924, He said that. owing 
to the war, it was not until the beginning of 1919 that t> 
Engineering Department of the Post Office was able to 
devote its attention to the development of the svstem. De- 
velopment was necessary if this country was to remove the 
reproach of being far behind every other principal country 


in this respect. In 1919-20 £3,230,000 was allocated out of 
telephone capital for the development of trunk lines, 
exchanges, &c., of which amount £2,647,000 was actua:ly 
spent. In 1920-21, out of a proposed expenditure of 
£6,884 ‚000, £5,866,000 was spent, while last year, out of 
£9,032,000, £7,438,000 was spent. For the present financial 
year "Ње proposed capital expenditure amounted № 
£9,250,000, of which sum £2,760,000 was for the provision of 
new trunk lines and the completion of trunk lines now under 
construction. A sum of £5,740,000 was for new exchanges 
and the extension and improvement of existing exchanges, 
and £750,000 for sites and buildings. The main object was 
that the whole of the trunk lines in this country should he 
placed underground, the advantage of which would be 
enormous. ‘There was also included in this year's pro- 
gramme an amount of £504,000 for new underground cabies. 
This included two long routes from Leeds to Edinburgh, and 
from Worcester to Bristol. The former would complete the 
provision of the main routes for underground communication 
between London and the North of England and Scotland, 
while the latter would complete the underground means of 
communication between Birmingham, Bristol, and South 
Wales. Then there was an item of £1,537,000 for the provision 
of new, and the extension of 'existing, &witchboards. 
With regard to relief exchanges, seven were proposed in 
outer London. New permanent exchanges would shortly be 
opened at Tottenham, Barnet, Sydenham, and Wembley. [п 
the Provinces it was proposed to provide about twenty new 
exchanges, while about thirty of the more important exchanges 
would be extended. 

There was still a very heavy programme of building work 
to be carried out in the near future owing to the exhaustion 
of the space at many exchanges. He had had repeated repre 
sentations made to him as to the inadequacy of many existing 
post office buildings. During the current year it was pro 
posed to acquire sites for three new exchanges in the centre 
of London, about fifteen in the suburbs, and about ninety in 
the Provinces, including Scotland and Wates. It was pro- 
posed to begin building work in connection with about 
twenty-five exchanges in London and about eighty new or 
enlarged exchanges in the Provinces. There still remained 
certain areas where, owing to the shortage of plant, would. 
be subscribers could not be connected. Estimates had 
secured for a programme of work for the next five vears which 
amounted to £35,700.000. Тһе three considerations to be 
kept in view in arriving at that figure were the rate of de- 
velopment, the level of prices, both for labour and materia., 
and the extent to which the automatic system would be 
introduced. The automatic svstem would not solve all their 
telephone troubles. The head of the telephone system in the 
United States had told him that in the United States the 
pressure for the automatic system did not come from the 
subscribers, but from the companies, which saw in the 
automatic system the means by which they could get 
over their operating difficulties at a smaller operating charge. 
Until such time as they could see a workable and reliable 
automatic svatem which could be installed on much more 
reasonable terms than any hitherto ollered he did not feel 
justified in incurring the expenditure. The development 
programme was based on an estimated cumulative growth of 
84 per cent. per annum, w hich was the actual work of exten- 
sion іп 1920-21. On April Ist this year there were 975.0 
telephones in the country, and 8% per cent. vearly ехќепхог. 
would give 1,466,000 in 1927. Compared with the use of the 
telephone in "America that was a miserable figure, and lw 
hoped for very much better things. There had been a lo- 
of subscribers owing to the increased charges, but that reduc 
tion was far smaller than was anticipated. 

The resolution was agreed to. 


Foreign Tariffs against British Oil-engines.—Mr. А. T. 
Davies asked the President of the Board of Trade whether 
attention was being continuously directed to the enhances 
tariffs in Ttaly and Spain which were injuriously affectin: 
the manufacturera of engines and machinery in this country: 
whether he was aware that in Italy tariffs against British- 
made oil engines had been increased by over 20 per cent. 
above the pre-war amount; and what practical action the 
Government had taken or intended to take in this matter? 


Sir W. MrrcHELL. THomson said that the answer to th 
first and second parts of the question was in the affirmative. 
H.M. Government had made representations to the Italian 
Government with regard to the greatlv-increased duties no» 
levied on certain British goods (including oil engines). 


Wireless Watchers.—On June 15th Lieut.-Colonel Hurt 
asked the President of the Board of Trade whether he wa- 
aware that some 800 certificated wireless operators, mosti 


ex-service men, had been discharged by wireless companies 


since the institution of watchers on cargo ships: and 
whether, seeing that as a result of the lack of expert know 
ledge in the mercantile marine telegraph service the danger 
of failing to notice distress calls had been enhanced. ani 
such failure was one of the causes of the loss both of the 
sa. Rowan and of the Peninsular and Oriental liner Fr. 
he would consider the desirability of abolishing — wireless 
watchers in the mercantile marine and of re-employing cer- 
tificated operators in their stead? 
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Sir W. MırcaeLL THoMsOoN said that he was aware that 


there was unemployment among wireless operators, but the 
main cause was the general depression of shipping, мі 
affected all classes of officers and men of the mercantile 
marine. Pending the resuits of the Court of Inquiry which 
was being held into the loss of the ss. иур, he was not in 
a position to suy whether there was any failure in the wire- 
less service on that occasion. 

Telegraphs in Palestine-—Sir WaipiaM JoyNsosN-]0Hicks 
asked the Secretary of State for the Colonies to state. the 
cost of reconstructing the telegraph and telephone systems 


in Palestine; and what, if anything, the Pa.estine Govern- 


ment had paid for it? 

Mr. CHURCHILL said that he was unable to give figures as 
to the cost of reconstruction. The whole system, with a few 
minor exceptions, was handed over by the загу authori- 
ties to the Palestine Government on October Ist, 1920. The 
value of the works so transferred had been provisionally 
agreed between the two parties at £30,000; and this amount, 
or the revised amount finally determined, would be treated 
as part of the capital debt of Palestine to H.M. Government. 

Insulators for [ndia.—Colonel WebGwoop asked the Under- 
Secretary of State for India whether any contract for insu- 
lators had recent'y becn given out; if so, had the order been 
given to firms in his country; and, if not, when it was 
expected that this order would be placed"? 

The Haru or WINTERTON said that he was informed by the 
High Conunissioner for India, who controlled such purchases 
for the Government of India, that no contract had. recently 
been mide by him for the supply of insulators. Не had, 
however, tenders now in hand for a supply of these articles, 
and found that the lowest acceptable offer (having regard. to 
price, delivery and other relevant considerations) was that of 
a firm in this country for insulators of German manufacture. 
The contract was about to be placed. accordingly. 

Dutch Electric Glow Lamps.—Replying to a question. by 
Mr. Hancock, Mr. Baldwin said that he was unable to state 
the numbers of half-watt type lamps bought in Holland by 
British dealers in 1920 and 1921. The imports into the United 
Kingdom of electric glow lamps, gasfilled, consigned from the 
Netherlands, were as follows: 


Number. Value. 
1920 T M As 40,392 £5 359 
1921 T me 780,5383 92.387 


Torquay TN Bill. —On June 19th, the Torquay 
Corporation (Electricity) Bill, which has already passed 
through the House of Lords, was read a second time in the 
House of Commons. 

The Erith Scheme.—Mr. Gilbert asked the Parliamentary 
Secretary to the Ministry of Transport, whether the repre- 
sentatives of the West Kent Electricity Co.. whose application 
for permission to erect a capital generating station at Erith 
was now before the Electricity Commissioners, had an in- 
terview with the Commissioners on the subject towards the 
end of last or the beginning of this vear; whether the inter- 
view was an official or private one: if shorthand notes of the 
proceedings were taken; and if it was the custom of the 
Commissioners to grant such interviews to all applicants who 
had to appear before them at public inquiries? 

Mr. ARTHUR NEAL replied that he understood that the Elec- 
tricity Commissioners had had more than one interview with 
representatives of the company. Those interviews were of 
a semi-offieial nature and shorthand notes were not taken. 
It was the custom of the Conunissioners to grant interviews 1f 
by so doing they could advance the public interest. 

The Wrexham Undertal:ing.— Mr. GILBERT asked whether the 
the Wrexham Corporation had applied for consent to ex- 
tend its generating station; whether the Electricity Commis- 
sioners had refused to sanction such extension, and had called 
upon the Corporation to take what further power it required 
from the North Wales Power Co.: whether the latter com- 
pany had quoted a price of £6 а kW, and .75d. a unit, which 
was the maximum price which it was allowed to tharge; 
and whether, in view of the attitude taken up by the power 
company in the matter, the Commissioners proposed to re- 
consider their decision. to. withhold consent to the extension 
of the Wrexham undertaking. 

Mr. Neat said that the hon. member had been misinformed. 
The consent asked for by the Wrexham Corporation was 
granted bv the Electricity Commissioners. He understood, 
however, that the Corporation subsequentiy decided to obtain 
a bulk supply, and was in negotiation with the company. 


United States Output of Aluminium.—The Geological 
Survey announces that the vatue of aluminium produced in 
the United States last vear was $10,906,000. while the 1920 
output was worth $41.375.000. This great decrease was due 
not only to a drop in the price of the metal but to the 
eurtailment of its use in automobile industries. Imports of 
semi-manufactured aluminium in 1091. were 32,665,300 
pounds, compared with 30,208,650 ponnds in 1920. Exports 

of aluminium in 1921 were 2.196.100 pounds, as compared 
with 9.407,6560 pounds in 1920.—Reuter's Trade Service 

(Washington). | 


LEGAL. 


PROSECUTIONS FOR TMPROPER 158 or ELFCTRICITY. 


AT Southend, on June 2nd, the Borough Council prosecuted 
in two cases of the improper use of electricity. 

In the first case the defendants were Messrs. P. Morgan 
und Co., motor engineers. It was stated that a meter reader 
Inspecting the firm’s electrical installation discovered that 
the current limiter, installed under a contract, had been 
short-circuited by a steel pin, enabling the defendants to 
obtain as much energy аз thev required. No evidence was 
put forward showing that additional apparatus bad been con- 
nected, nor that anv fraud had been committed. For the 
defence, it was asserted that on a previous occasion one of the 
firm's emploves considered the lighting isuflicient and jin- 
serted the steel pin referred to in the current Inniter. Tt 
was forgotten and when the firm discovered it, it dis- 
claimed responsibility. The magistrates, іу fining the de- 
fendants £5, said that greater care should have been exercised 
in the inspection of their premises by the employers, and 
they were certainly responsible for what had occurred, 
although, no doubt, it was done without their knowledge. 

The second eharge was against. Harry. Goldstein, of West- 
cliff. In this case it was alleged that a meter reader, . after 
completing a reading, found an electric radiator upon another 
circuit. Wires had been taken from a spare "fuse box which 
had been used by a previous occupier. The wires from this 
should have been sealed, but it was found that they had been 
connected to a switeh and another circuit, the result being 
that defendant was obtaining electricity without payment. 
The seals on the spare cut out had been broken off. The de- 
fendant said that the work had been carried out by a man 
named Dunmore, who, when questioned, said that it was not 
his business to see that there was a meter m the circuit. 
Dunmore, under examination, said that he fixed the radiator 
but did not notice that the meter was not registering the 
electricity. taken. Asked why he had not applied. to the 
Corporation for permission to connect the radiator, witness 
said that it was not necessary, as no new wiring was in- 
volved; the appliance was on а lighting circuit. The de- 
fendant’s solicitor said that his client admitted obtaining 
electricity Improperly, but without guilty knowledge. He 
therefore asked that the charge should be confined to obtain- 
ing electricity improperly. This was agreed to, and the 
magistrates fined defendant £5, with £5 5s. costs. 


EbisoN Swan Evectric Co., LTD., v. Jones & Рокреѕ. 


APPLICATION was made to the T.ord Chief Justice and Justices 
Bailhache and Salter in the King’s Bench Divisional Court on 
June 15th by the plaintiffs that defendants should find security 
for costs in an appeal which they were bringing against a 
judginent of the County Court Judge of Clerkenwell. 

Counsel appearing for the applicants explained that his 
clients obtained judgment against Messrs. Jones & Pordes in 
respect of an account for electric lamps supplied. Messrs. 
Jones & Pordes now desired to appeal, although in his opinion 
thev had no point of law to raise, and his application was that 
they should be ordered to find security for the costs of the 
appeal, hecause his information was that thev had not suffi- 
cient assets to meet. the costs if the application failed. Counsel 
added that the goods were supplied to Jones & Pordes in part- 
nershin, but since then the business had been turned into a 
limited liabilitv company with a capital of £1.000. 

Counsel for Messrs. Jones & Pordes emphatically repudiated 
the suggestion that his clients were unable to find the costs of 
an appeal. With an increasing business, he said. his clients 
were in a very favourable position and well able to meet апу 
demands for costs. His case was that there was a good point 
of law to be argued; in fact, the County Court Judge willingly 
gave them leave to appeal. 

The Court ordered that Messrs. Tones & Pordes should 
deposit £15 in Court as security within 14 davs. 


LÀ 


Insulated Annealed Copper Conductors.— The British 
Engineering Standards Association has published a revised 
edition (No. 7, 1922) of the specification for dimensions of 
insulated annealed copper conductors for electric power and 
light. This contains all the information relating to sizes, 
tests, standard dielectric thicknesses, &c., given in the July, 
1919, edition, with the addition of a new size of cable 
0.03 sq. in. in area. Standard thicknesses for cab tire 
sheathing have also been incorporated. A metric edition of 
this specification (No. 152. 1922) has also been issued. This 
includes all the recent modifications to the original specifica- 
tion. One additional size of cabie (1.5 sq. mm.) has been 
included: this is a size commonly employed in countries 
using the metric system. Copies of these specifications may 
be obtained from the Association's offices, 28, Victoria Street, . 
S.W.l, price 1з. 2d. each, post free. | : 
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CORRESPONDENCE. 


Letters received by us after 5 p.m. on Tuesday cannot appear 
until the following week. Correspondents should forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. 


doge. n The Mangnall-Irving Thrust Borer. 


Мау I be permitted to reply to those of your readers who. 


disagreed with my letter concerning the above device, which 
appeared in your issue of May 15th? 

In the first place your correspondents have not grasped the 
main point of my letter, which I think is made clear in 
the last few lines, viz.: ‘І fail to see that this method can 
appreciably reduce, much less eliminate. the trenching, &c., 
that is a necessary part of present day cable laving. 

I do not object to the word “ improved," but I thought that 
the title ‘improved method of cable laying ’’ was somewhat 
misleading, as the article in question states that ''the object 
of this machine is to eliminate trenching.” 

Does it eliminate trenching? This is the point concerning 
which I had my doubts. 

I quite agree that the thrust-borer may be of great value in 
special cases and under certain circumstances. 

All those who have taken exception to mv letter quote 
special cases," but nobody gives a single instance of any 
long length of cable laid bv this method. 

Mr. E. Ll. Ingram gives some figures where the thrust- 
borer shows a very great saving, but even he admits that his 
example is a '' particular case.” 

The question as to what depth is necessary to render unpro- 
tected cables safe from external mechanical damage is a very 
debatable point. but I, personallv, cannot agree that another 
foot or eighteen inches depth affords more protection than a 
warning board. 

Mr. A. R. Porter draws my attention to experiments carried 
out with key fibre conduit. These are of interest, but they 
constitute a special case, i.e., short runs in the case of services. 

Mr. A. R. Mangnall advises that I should get in touch with 
the mains engineer of my own town—Sheffield. 

As T have onlv been in Sheffield for abont six months it is 
not surprising that I was unaware that a thrust-borer was in 
constant use. However, during that six months T have seen 
trenching being opened for cables and have also «een one 
мае. of а very busy mam thoroughfare opened up to lav cable 
hv means of trenching—incident: lly. T have also seen earthen- 
ware pipes for carrying cable heing laid in trenches. 

As one who is interested in “ mains work,” I should «Sut 
come the introduction of some method which would eliminate 
trenching, but I cannot see that the thrust-borer achieves this 
object except in certain cases and under certain conditions. 
Tn towns, and it is in “ towns" where main laving is going 
on all the vear round, the available space for cables under foot- 
paths and pavements is limited. due to gas mains and services, 
water services, electric cables, telephone cables, drains, &c.— 
the danger of damaging any of these may be considerable 
unless boring is earried out below these obstacles, sav, at a 
depth of 4 or 5 feet. If this 1s done, the ground will have to 
he opened to this extra depth for all service connections (in the 
case of a distributor) and for anvthing in the way of a fault— 
whilst should it ever become necessary to take out the distri- 
butor, trenching to this extra depth would have to be resorted 
to except where the bore had been made in ideal soil such as 
hard clay. 

For street crossings, &c., Т should think horing is an excel- 
lent method provided obstacles are all missed, and in any ease 
it is no doubt much cheaper. 

Mv letter was not written to raise a controversy. but I hoped 
it would he the means of eliciting information through the 
columns of the ErgcTRICAL Review on a point on which T had 
doubts, and which information would be of interest to other 
engineers as well as to myself. 


Sheffield, June 19th, 1929 
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Е. О. Trotman. 


Where аге the Young Men of the I.E.E.? 


T noticed a rather surprising thing at the Scotch meeting 
of the I.E.E.: the comparative absence of the vounger gene- 
ration (if I. may apply the term without offence to anyone). 
Here was а splendidly organised affair of not only deep 
technical interest, but also of real recreative and social 
value; yet the number of fellows in the twenties and early 
thirties could almost be counted on one's fingers. Why 
was this? One member with whom I discussed the matter 
considered that the party was better off without them, as 
they '' tended to be too serious." I think this is an unfair 
view, especially as the trend of most conversations was (inevi- 
tably!) “ shop.” Мо, I cannot concur in such an attitude. 
I do feel that the younger generation of the I.E.E. shou!d 
have been better represented. 

Of course, there are reasons to account for the scanty num- 
ber, and I imagine that one is that if a holiday is to be had 
then it should be à real holiday. Unless a young chap is 
exceptionally fortunate enough to have а long holiday at 
his disposal, he naturally looks askance at an oufing, how- 


èver Drief and however sketchy its technical side, which 
smacks of his daily work. I think this reason tends to weigh 
more with young folk than it does with older people. 

Then there is the tremendous item of expense. The aver- 
age young engineer, if married, simply cannot afford to at- 
tend a function like the summer meeting; and if not married, 
probably aspires to be, and for that reason the thrift which 
a generous profession enforces has to be raised to the nth 
power. 

And yet, though one could see clearly why the 
"uns ’’ were conspicuous by their rarity, it was still disap- 
pointing to meet so few. Out of so large an Institution one 
would expect quite a lot of exceptions—fortunate ог darmy 
fellows to whom tke above damper reasons would not арр!у. 

In the belief that what I point out may be somewhat of 
an “eye-opener " to many who felt too dubious to join the 
I.E.E. Summer Meeting, I feel impelled to зау that it was 
by no means a cheerless affair, with a technical atmosphere 
which froze one's joviality. Quite the contrary! Although 
there were power stations and works visits (and a couple of 
lectures thrown in) these did not preponderate at all, and I, 
who joined the party prepared to find this the case. way 
pleasurably surprised by the actuality. Indeed, although the 
meeting was of immense educational value one absorbed 
things in so interesting and free-and-easy a manner that it 
seems а pity to bring in so severe a word 8s '' education "'; 
and my chief recollection is of thoroughly enjoyable chats. 
luncheons (I see my Scotch friends’ eves twinkle at this), 
dances, and above all the glorious highlands. And the or- 
vanisation of the whole affair was splendid. As one who 
has tried his hand (and patience) at the social side of a large 
club, most humbly do I pay mv respects to the organisers. 

So. then, let us hope for better support from the voun: 
people of the I.E.E. T have an idea that a few prizes as 
entrées to aummer meetings and the like would be an en- 
couragement, especially to needy fellows—and there are some 
in the Institution. Anyway, D hope that next time 1 wont 
find myself one of so pronounced a minority ! 

. . 6. E. Moore.- 


“young 


Newcast!e-on-Tyne, June l7th, 1922 


Armature Windings. 


Having built a few small dynamios of from 4 to 2 KW ont 
put, 1 should like information on one detail from any com- 
petent correspondent who may feel inclined to give it--l 
refer to the armature winding. 

Never having been in a dynamo manufacturing shop, | 
have followed my own ideas, and have used three kinds «ul 
winding—hand wound, and former wound coils of two types, 
viz., Eickmeyer coils “ith end connections running across 
the core. and “ barrel " winding with. end connections Dmg 
on a barrel or drum, similar to multipolar machines. (lt 
must be pointed out that this question refers to bipolar ma- 
chines only, and to open rectangular slots.) 

What are the respective merits of the three methods" 
To my untutored mind hand winding is not in rt at all, 
former winding being balanced electrically and mechanically, 
and in my case taking less time. 

Of the two methods of former india the first must 
result m a shorter machine, while the second seems more 
accessine, but has longer end connections. 


Ignoramus. 
June 19th, 1922. в 


State Salary Required. 


Under the above heading in your June 9th issue, I think 
“ A.M.LE.E., &c.," has hit at a cause of great trouble to real 
men when they apply for a vacancy and are asked to “state 
salary required." In my opinion it’s a 10-1 chance that th: 
man who asks the least gets the job, although he does not 
undervalue his services because really they are worth nil, if 
he is prepared to take on a job worth £10 a week for Ws. ot 
60s., and trust to the balance sheet for more. 

I know of a vacancy for a manager filled by a man who 
had never been in that particular line, but I suppose he 
asked the least. Now what happens in such cases is: 

1. They are entirely under the thumb of the director». 
who generally know about as much as they do, for had they 
been keen business men and known the trade they would have 
never made the appointment. 

2. The manager Pooks round and finds good men in 
the works getting more than he is and so he starts cutting 
down expenses, in other words, wages of men who know the 
trade, and so one more firm starts on the road to the Banx- 
ruptcy Court. 

Forward. 

June 12th, 1999 

In the electrical, like every other busigess. it seems to be a 
habit with a great many employers, when advertising a 
vacant post, to stipulate '' state salary required.” This simply 
means that some poor individual who is " down and out 


receives the situation; as naturally in his anxiety to get 
employment he offers his services at а &nall salary. Surely 


the above-mentioned employers know what they are wihn,z 
to pay, and it would be an easy matter to state exactly the 
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remuneration attached to the vacant posts. The writer has 
no Bolshevik tendencies, but would aay that if a great 
number of our British employers assumed a sense of fairness 
they would have the admiration instead of sneers from their 
more unfortunate empioyes. 
Another Who Has Been Had. 
June 19th, 1922. 


More Opportunities for Business. 


In this town of 35,000 inhabitants there are over 50 of 
those little three-wheeled trucks which are so generally used 
for the actual distribution of milk to its consumers. The 
streets are perfectly level and very smooth, and there has 
been a publie supply of electricity for 2) years; yet all those 
trucks are still being pushed by hand. 

Of course, if Worthing were the only town neglected and 
abandoned in this way, it wouldn't matter very much; civili- 
sation and the truck-inakers could hold up their heads and 
smile. But it is worse than this. The population in this 
country served by a public supply of electricity (if they have 
the means, mental and financial, to take advantage of it) 1s 
about 25.000.000, to supply whose milk requires some 35,000 
of the milk trucks aforesaid, and these are all pushed by hand. 
At least, I deduce that they are, for of all the truck-makers 
I wrote to. in a recent attempt to mix electricity and milk, 
not one had a decent design ready, let alone a truck suitable 
for the work. The price of those offered varied from £450 to 
£300 each, and some of the designs were horrible abortions 
upon which no self-respecting milkman would allow bis name 
to appear. 

Apparently the truck-makers are content to allow electricity 
to push their trucks, though one would imagine that the 
potential demand would justify the production of a suitable 
light truck at from £150 to £200, even if we apply a factor 
of sanity of 35 to our 35,000. I know at least one dairyman 
waiting with his hand in his pocket for the right article; but 
he will not pay £300 for a ton of truck to carry 3 cwt. of man 


and milk. 
| F. R. Cripps. 
Worthing, June 19th, 1922. 


Concerted Action. 


I would like to draw the attention of technical engineers 
to the notabie victory just gained by the strongest and 
closest union in the world, viz., the British Medical Asso- 
ciation. I claim that in forcing the Manchester City Council 
to recommend the payment of £1,700/ £2,000 per annum to 
its health officer this Association has given & wonderful lead 
to other unions of technical men. It is noteworthy that 
there have been no fireworks—no  processions—very little 
newspaper publicity—simmply a dignified protest at the low 
figure offered (£1,500 per annum) and then the ban. 

I would like you to ask yourselves what would happen if 
а similar situation arose in the appointment of an engineer. 
Just an undignified rush for the position without any 
reference to anv representative body, and with very little 
consideration whether the position was worth more ог 
not. And why? Ваа times. Nonsense! In times of full 
shops and plenty there would still be the same rush for апу 
position offering £1,500 per annum—yet engineers are quite 
a8 necessary as, perhaps more necessary to the common good 
than, the doctors. The reason is simple. There is no repre- 
sentative body to apply to. We. as technical engineers, are 
not strong enough to protest ugainst low salaries—disgrace- 
fully low in many cases. 

The moulders are; members of the railway unions are; 
and vet we consider ourselves intelligent men. Yea, even 
the salt of the earth—some of us. 

Surely the one instance I have cited shows the necessity 
of getting together and giving our society the power to 
assert itaelf and to exert its power in its members' interests, 
as was done by the B.M.A. 

The only way this can be done is by whole-hearted co- 
operation among technical engineers—through the medium 
of a society such as the Society of Technical Engineers. 


Technical. 
June 15th, 1929. 


The Neon Lamp “ Blink." 


_ Т was interested to learn, from the “ Notes " column of your 
Issue of June 9th, of the experiments carried out by Messrs. 
Pearson & Anson. I observed the phenomenon some time 
ago, and found the explanation to be quite simple. 

In the arrangement mentioned in your '' Notes" column 
the condenser is shunted by a neon lamp and the combina- 
tion connected in series with a resistance. The lamp was 
found to '' blink "" with a constant frequency when connected 
to a d.c. circuit. It may be mentioned that a neon lamp (of 
the night-light tvpe) is practically a non-conductor below 145 
volts. Now, if the resistance in the above circuit is sufficiently 
high, the condenser will take an appreciable time to charge 
up. but no current will pass through the neon lamp until 
the voltage across the condenser and lamp reaches about 150. 
At this voltage the lamp starts to conduct and partly dis- 


charges the condenser until its voltage drops to about 145, 
when the lamp again becomes a non-conductor and allows the 
condenser to charge up again. The cycle is repeated 
indefinitely at a frequency depending upon the relative values 
of the resistance and condenser capacity. The ` blink,” of 
coflrse, occurs each time the condenser discharges. 

The sume effect can be obtained by connecting a condenser 
and a neon lamp in series. If connected to a 220-volt d.c. 
circuit, the condenser receives a charging cyrrent through 
the lamp. producing а momentary '' blink," but after a short 
interval the condenser will have lost part of its charge through 
leakage, thus inereasing tne p.d. across the lamp. When 
the condenser has lost sutticient of its charge to bring the 
p.d. across the lamp to about 150 volts, the lamp again con- 
ducts and allows the condenser to charge up again, and another 
'" blink ” occurs. The frequency of '' blinks ” can be increased 
by increasing the leak in the condenser, say, by connecting 
a high resistance across the terminals. I used a 9-m.f. con- 
denser shunted by a strip of wet cardboard. 

A few other properties of the neon lamp may be of interest : 

1. The lamp can be ht up almost to full brightness from 
an ordinary telephone magneto. 

2. It glows when the plate of an electrophorus is discharged 
through it. 

З. It can be used to indicate when e.h.p. bus-bars are 
' alive" by simply fixing the lamp to the end of a wooden 
pole and allowing the glass bulb to touch the bars. A glow 
takes place at the point of contact. 

4. If the lamp is rubbed by hand, or even a piece of metal, 
а bright glow сап be seen in a dark room. 

5. When a condenser is discharged through a neon lamp 
the discharge is not oscillating, neither is the condenser com- 
pletely discharged. 

These are a few of the many interesting properties of the 
lamp. I should not be surprised to see some developments 
in the future in fields other than for lighting. 


T. A. Robertson. 


Glasgow, June 15th, 1922, 


--—— ee — Sie nns mo chem. 


Recently à reader drew attention to the continuous glow 
inside the bulb of a neon lamp after being switched ої. I am 
regaled with a sunilar performance. My flat was wired by 
me on the open wire—flex and v.i.r. conductors—system. No 
metal tubing, excepting to satisfy I.E.E., through the walls. 
County of London supply, 50 cycles, 205 volts, single phase. 
Bedford Hill, S. W.12, locality. 

In my case a frosted type lamp supplied by Messrs. Sloan 
Electrical Co. gives a display directly it is placed in the holder, 
whereas @ clear glass lamp of G.E.C. type absolutely refuses 
to do во. 

Messrs. Sloan have kindly offered to allow me one of their 
clear glass pattern for iestihg under similar conditions. Can 
this phenomena in any way prove that my installation is in- 
voluntarily connected with the wireless world? I have not 
vet defraved the cost of a G.P.O. licence, by the way, although 
І am giving way to pressure by inaugurating in a week or 
two's time an Amateur Wireless Club for Clapham Park, 
Streatham, Balham, and neighbourhood. The circuit where the 
lamp glows is two-way controlled, approx. 10 yd. horizontal 
run. It will not glow in any other circuit. — Moreover, the 
glow seems to oscillate irregularly in such a manner as to 
suggest wireless pulsations. I shall probably try a detector 
telephone set to investigate further. as I may save the expense 
of an outdoor aerial. 

J. C. Elvy. 


London. W.C.2, June 19th, 1922. 


The Cost of Living in India. 


In my opinion the letter that appeared in your issue of 
April 7th, re * Living in India," calls for a statement of 
"facts," as otherwise it may prove misleading to anyone 
coming, or thinking of coming, to India. 

It must be remembered that the European population of 
India (like all other countries) contains all sorts and conditions. 
І am the senior assistant in the Calcutta office of a well- 
known British manufacturing firm, and as such, one of the · 
very many now in, and coming to, India. With 20 years’ 
experience of the country, it can be assumed that I am more 
or less au fait with what I am writing about, and the figures 
I give below are absolutely the minimum. 

Of course, if а man comes to India, as many do, to the 
jute mills, &e., where I believe he receives free quarters, 
usually furnished, free use of a club, tennis courts, &c., 
Rs.500 per month in his case would be equivalent to Rs.1,900 
in mine. 

In 1900 it was possible to live up country on Rs.250 per 


month, provided one had no rent to pay, and that one's 


requirements were ordinary, t.e., no undue luxuries were 
indulged in; this, of course, applied to a single man. 

At that time it was possible to obtain accommodation at 
hotels at such places as Lahore, Lucknow, Bombay, and 
Calcutta at Rs.6 per dav, i.e.. Rs.180 per month. Double 
room for married couple at Rs.300 ner month. 

In addition, for a single man a dhobie to wash clothes and 
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a ‘“‘ boy” or personal servant (both necessities), the former 
at Rs.8 and the latter Rs.12 per month; for a married couple 


the dhobie was Rs.14, boy or bearer Rs.16, ayah Rs. 18. 

Present Rates in Calcutta or Bombay :—Single man at an 
hotel: Rs.12 per day=Rs.360 per month; dhobie Rs.12, 
bearer Rs.30; total, Rs.409. f 

Man and wife (without children) at a boarding house: 
Rs.600; dhobie Rs.18, bearer Rs.40; total Rs.658. 

The cheapest flat, consisting of dining and drawing rooins, 
with a low partition or curtain dividing them, two bedrooms 
and bathrooms, now lets at Rs.350 per month; servants (a 
minimum staff) would amount to Rs.110. Bazaur—t.e., meat, 
fish, bread, butter, vegetables, &c.—for two persons, Rs.7 per 
ae Light, fans, and ice, Rs.30 per month. Total, 


It should be noted that Rs.402 for a single man and Re.658 
апа Rs.700 for a married couple (without children) includes 
nothing but bare necessities. 

In Calcutta most Enropeans live at least two miles from 


their office, and to walk during the hot weather is impossible: 
to travel by tramcar, to say quite the least of it, is unpleasant, 
and during the rains almost impossible. Therefore. gharri 
hire at a minimum of Rs.1.6 per day must be added, sav 
Rs.37 per month. No doctor's fees (the equivalent of £1 per 
visit), life insurance, sending wife up to the hills (a necessity 
after two hot seasons on the plains), provision fur home leave, 
hoidays, recreation, amusements, drinks, tobacco. clothes 
(a very heavy iten), or extras of any description whatsoever 
are added; therelore your correspondent in the issue dated 
April 7th, must have unusual ideas of how a Rajah lives, and 
he would be well advised to “ look before he jumps " at com- 
ing out on a salary of Rs.1,000 per month if he is married. 
I wonder what he would think if he had to pay £960 per 
annum at home for a house containing four small rooms, and 
no garden, this being the equivalent of Rs.350 per month; the 
furnishing of such a house at present costs at least Rs.3.500. 


Calcutta, June Ist, 1922. A. Ditcher. 


BUSINESS NOTES. 


Bankruptcy Proceedings.—L. Brown, electrician, The 
Street, Lrensham.—Receiving order made June 13th on 
creditor's petition. First meeting June 26th at 29, Russell 
Square, W.C. Public examination July 4th: at the Guildhall, 
Guildford. 

THOMAS GREEN Солтом, trading as “Т. G. Coaton & Oo.," 
16, Humberstone Road, Leicester, electrical engineer. The 
following are creditors :— 


£ £ 
Berkeley, A ans iss .. 19 Necta, Ltd. ... et i .. 19 
Bell & Bury ... eos kee .. 21 Industry & Commerce Alliance, 
Cranmore & Co., Ltd. ... so 12 Ltd. is m bs w 12 
General Electric Co., Ltd. .. 138 Bramley, J. S., & Co. .. 20 
Trevelvan & Co. ... Н .. 29 Bentley, D., & Со. 20 
Berry’s Electric, Ltd... 4. 37 Gent & Co., Ltd. 24 
B.E. Co. (London and Birming- Inland Revenue ers sus Ad 
ham), Lid. T Бад .. 98 Midland Dynamo Co., Ltd. 31 
Brax, Ltd.  ... А D .. 27 Gent & Hurley he 20 
Drake & Gorham Wholesale, Stevens Bros. 12 
Ltd. vis ae abs .. 9443 Vipan & Headly 11 
Edison Swan Electric Co., Ltd. 141 Coaton, Mrs. Е. ... ЖЕР ... 80 
English Electric and Siemens Cooper, H. T. - se 9h 13 
Supplies, Ltd. yin ae $c Potter, Mrs е gs Wu AN) 
Falk, Stadelmann & Co., Ltd. ... 16 Wilson, E. E. 20 
Fuller's United Electric Works... 15 City of Leicester 16 
Hotpoint Electric Appliance Co., Lee, W. А .. S #1 .. 20 
Ltd. ТА "m iss .. 19 British Thomson-Houston Co. ... 97 
Hart Accumulator Co., Ltd. .. 15 Driver, Harris & Co., Ltd. 77 
Siemens Bros & Co., Ltd. .. 52 Metropolitan-Vickers, Ltd. 64 
Vulcan. Electric Co., Ltd. .. 35 Meccano. Ltd 1 


Swan Electrical Co., Ltd. e. 10 Savory, E. W., Ltd. me iuc 17 

G. J. Hoca (F. Hogg & Co.), electrical engineer, 66, Water- 
loo Road, Smethwick.—First meeting June 23rd at the Official 
Receiver's offices, Birmingham. Public examination July "th 
at the Law Courts, West Bromwich. 

G. M. HALLETT, electrical engineer, 7, King Street, Frome.— 
Last day for proofs for dividend July Ist. Trustee, J. P. 
Emett, 18, Nicholas Street, Bristol. 

R. V. MAYNER, electrical engineer, late of Narrow and Went- 
worth Streets, Peterborough.—Last day for proofs for divi- 
dend Julv "7th. "Trustee, J. O. Morris, Otticial Receiver, 5, 
Petty Cury, Cambridge. 

Joan Howard Hopkins, late of 140, Wardour Street, and 
57, Castellian Mansions, Maida Vale, trading as the Elec- 
trical Maintenance Co.—An application for an order of dis- 
charge was made to Mr. Registrar Francke, on June 16th, 
at the London Bankruptcy Court, on behalf of this bankrupt, 
who failed in November, 1991. Mr. Vyvyan, Official 
Receiver, reported that the habilities were returned at £956, 
apart from two disputed claims for £5,619, in respect of which 
no proof of debt had been received; the assets had realised 
£9 19s. 1d. The applicant commenced business in July, 1918, 
as an electrical engineer, with a capital of £1,000, at 86, 
Shaftesbury Avenue, under the style of ''The Electrical 
Maintenance Co." Mr. C. A. Hall joined him as a partner 
in March, 1919, and introduced £3,000 as capital. The busi- 
nesa was removed to 140, Wardour Street in August, 1919. 
Owing to disagreements between the partners there was a 
dissolution in September, 1920, the debtor continuing the 
business and agreeing to pay Mr. Hall £5,000 by £500 cash 
down, and weekly instalments of £40. He executed a deed 
of assignment on December 20th, 1920, under which a divi- 
dend of 2s. in the £ was paid to the assenting creditors, 
Whose claims amounted to about £20,000, the onlv dissent- 
ient being the petitioning creditor. ‘The debtor attributed 
his failure to insufticiency of capital, and to his ignorance 
of one of the branches of the business. On the ground of 
insutficiencv of assets to equal 10s. in the £ on the amount 
of the habilities the discharge was suspended for four weeks. 

P. RorHwELL, in partnership with P. A. RoTHWELL, а minor 
(P. A. Rothwell & Co.), electrical engineer, 64, Higher Bridge 
Street, Bolton.—First instalment of composition of 6s. in the 


£. pavable June 25th, at the Official Receiver's offices, Byrom ` 


Street, Manchester. 
W. Camp (W. Camp & Co.), electrical engineer, Carr Lane, 
Slaithwaite, Huddersfield.—T'irst and final dividend of 1s. 51d. 


: Trustee: W. Durrance, Official Receiver, 12, 


‘ford (Ridgway & Tynan), electrical engineer, 


in the £, payable June 27th at the Official Receiver's ofiice, 
12, Duke Street, Bradford. 

P. M. Rocers (Longbridge Engineering Co.), electrical engi- 
neer, 40, Portland Street, Aberystwyth.—Receiving order made 
June 14th on debtor's own petition. | 

G. G. GRIEVE and А. А. Mances (The Up-to-date Electrical 
and Mechanical Engineers), 14, West Bute Street, &c., 
Cardiff.—First meeting, June 27th, at 34, Park Place, Cardiff; 


. public examination, July 5th, at the Law Courts, Cardiff. 


E. W. MORGAN, company director and electrical engineer. 
Eccles Mill, Monton Lane, Eccles, Lancs.—First meeting. 
June 2th, at the Official Receiver’s offices, Byrom Street, 
Manchester; public examination, July 13th, at the Cowt 
House, Salford. 

F. RipGway (separate estate), carrying on business in co- 
partnership with T. Tynan at 21, Bowling Old Lane, Brad- 
ford (Ridgway & Tynan), electrical engineer, 5, Sharp Avenue, 
Odsal, Bradford.—Last day for proofs for dividend July 5th. 

Duke Street, 
Bradford. "bs t 

T. TYNAN (separate estate), carrying on business in co 
partnership with F. Ridgway at 21, Bowling Old Lane, Brad- 
14, Hardy 
Avenue, Odsal, Bradford.—Last day for proofs for dividend 
July 5th. "Trustee: W. Durrance, Official Receiver, 12, Duke 
Street, Bradford. 

GEORGE Francis Cours, 2, Spring Gardens, Stockport. 
Cheshire, electrical engineer.—The public examination of this 
debtor was held recently at the Court House, Stockport. The 
statement of affairs showed liabilities of £599, and there was 
a deficiency of £538. Debtor attributed his failure to bad 
trade and insufficient knowledge of the business. He stated 
that he commenced business as an electrical engineer in May, 
1920, his father paving accounts to the extent of £100. He 
said that he had not suflicient experience to do the work him- 
self, and had to rely on workmen. Debtor was closely ques- 
tioned regarding some of his affairs, and was ordered to file 4 
cash account from March, 1921, up to the date of the proceed- 
ings. The examination was adjourned. 


Company Liquidations.—THE Maxim Lamp Works, LD., 
75, Canonbury Road, Highbury, N.—Under the compulsory 
liquidation of this company, which was formed in March, 
1910, to acquire the business of the Maxim Electrical Co. 
Ltd., accounts have been lodged showing total liabilit:es, 
£11,050 (unsecured, £4,987); assets valued at £3,579, almost 
entirely absorbed by the debenture claims; and a total defi- 
ciency of £9,485 аз regards contributories. Mr. E. T. A. 
Phillips, Official Receiver, reports that the Maxim Electrical 
Co., Ltd., was formed in 1904, with the object of carrying 
on business as manufacturers of electric lamps. On March 
12th, 1908, Mr. J. F. Poynter was appointed receiver and 
manager by the debenture holders in respect of their deben- 
tures for £15,000. At this time the company's bankers were 
creditors for £1,800 for cash advanced, and had been given 
a first charge on the book-debts of the company, amounting 
to approximately £800, and other assets valued at approxi- 
mately £1,000, in addition to which they held as collateral 
security £600 debentures forming part of the £15,000 referred 
to above. Mr. Poynter, as receiver and manager of the Maxim 
Electrical Co., Ltd., continued to carry on the busines 
until early in 1910, with the assistance of one Taussig (who 
advanced £2,600) and R. W. Strange King, his accountant. 
Various meetings of the debenture holdera were held between 
1908 and 1910, and as they were satisfied that a forced sale 
of the company's assets would not provide a sum suthciept 
the discharge the bank’s claim the continuance of the busi- 
ness was sanctioned by them. Early in 1910 arrangements 
were шае, with the approval of the debenture holders of 
the Maxim Electrical Co.. Ltd.. to form a new company to 
acquire the assets of the old company. According to Mr. Роур- 
ter the purchase agreement, dated March 14th, 1910, provided 
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that the new company was to purchase the assets of the old 
company for £2,220 payable as to £72U in cash and as to 
£1,500 by the aliotment of 1,500 fully paid preference shares 
of £1 each in the new company. The cash consideration was 
to be employed in the payment by instalments of ls. in the 
£ to the debenture holders of the old company (excluding the 
£000 debentures held by the bank as collateral security), 
which would exhaust the £720. The shares forming tue re. 
mainder of the consideration were a:lotted to Mr. Taussig in 
repayment of his loans to the receiver. No copy of the agree- 
ment can be found. Mr. Poynter states that another agree- 
ment was entered into at the same time between the new 
company and himself providing for the allotment to him of 
1.500 fully-paid preference shares of the new company in 
consideration for his services in the promotion and for the 
benefit of certain contracts which he had entered into as 
receiver and manager of the old company. Mr. Poynter states 
that in his opinion the failure of the company is due to 
the unprofitable transactions with the Imperial Co., which 
had the effect of causing the company to incur great ex- 
pense in the production of lamps, which were eventualiy 
left on ita hands with little prospect of disposal. The Officer 
Receiver concurs in this view, but is of the opinion that 
the company has been hampered by lack of sufficient work- 
ing capital from its inception, and that its affairs have been 
mismanaged. | 

British Switcucear, LTD.—Meeting of members July 26th 
at Australia House, Strand. W.C., to hear an account of the 
winding-up from the liquidator, Mr. Т. D. Marshall. 

SPLITDORF ELECTRICAL Со. оғ Lonnon, Lrp.—Winding up 
voluntarily. liquidator, Mr. M. J. Hinley, 162, Great Port- 
land Street, W. Particulars of claims to the liquidator by 
July 5th. | m 

TrREDEGARS, Lrb.—Winding up voluntarily. Liquidators, 
Mr. N. Bell, of Messrs. T. Fuller, Carter, Son & White, and 
Mr. B. В. MeCallum, of Messrs. Tansley, Witt & Co., 5, Chan- 
cerv Lane, W.C.2. Meeting of creditors June 30th, at the In- 
stitute of Chartered Accountants, Moorgate Place, E.C. Parti- 
culars of claims by June 29th to Mr. B. B. McCallum. 

EvERED & Co., Lap.—Meeting of creditors at 84, Colmore 
Row, Birmingham, June 23га. Liquidator, Mr. C. H. Smith. 

KExNsHAM Evectric Licnt & Power Co., Lrp.—Meeting of 
creditors June 27th at the offices of the liquidator, Mr. A. Col- 
lins, 28, Baldwin Street, Bristol, to whom particulars of claims 
should be sent by July 3lst. A 

S. GILLIT & Co. Lrp., Newcastle-on-Tyne.— Winding-up 
order made June 15th. 


Meeting of Creditors.—Fruxio Wetptna Co., LTD.—A 
meeting of creditors was held on June 15th, and after a very 
full consideration of the whole position, it was unanimously 
decided that the creditors should leave their debts over 
indefinitely to enable the company to carry on its business and 
as early as possible discharge the amounts. We understand 
that the company will probably carry on under the name of,the 
Lackawana Steel Corporation of Britain, Ltd., and the debts 
will be transferred to that company. 


Trade Announcements.—From June 24th the address of 
Messrs. MaYALL & Co., Lrb., will be 6, Imperial Buildings, 
Dale End, Birmingham. œ | 

Mr. Н. А. Macuen, A.M.L.E.E., late of Messrs. Siemens 
Bros. & Co., Ltd., has acquired an interest in the Wain- 
wright Manufacturing Co., Ltd., 25, Victoria Street, Westmin- 
ster, S.W.1, and has become the technical director of the 
company. He bas had between 17 and 18 years’ experience 
in wireless work, and has been in charge of Messrs. Sieinens's 
Wireless Telegraph Department since 1911. The Wainwright 
Manufacturing Co., Ltd., manufacturing electrical engineers, 
is extending the scope of its activities by the establishment of 
a wholesale factoring department. It will shortly be putting 
on the market newly-designed wireless sets for amateurs. 

Messrs. CONSTABLE & OnLSON, electrical engineers, of 60, 
Queen's Road, Battersea, S.W., are removing on June 24th 
to 16, Surrey Lane, Battersea, S.W. Telephone: Battersea 
2159. 


THE COMMERCIAL CABLE Co. has removed its administrative 


and central operating offices to Mackay House, 27-33, Worm- 
wood Street, London, E.C.2. 

THe BEDFORD EunrcrRICAL & Варто Co., LTD., electrical and 
wireless engineers, have taken over the business of Mr. A. J. E. 
Osbourn, carried on at 7, St. Peter's Street, and 22, Campbell 
Road, Bedford. | 

Mr. I. STEPHENSON, junr., is continuing the business of his 
father, the late Mr. I. Stephenson, electrical engineer, of 36 
and 37, Flowergate, Whitby. 


Catalogues and Lists—Mr. E. Brontman, 139, Bourne- 
mouth Road, Parkstone. Bournemouth.—An illustrated pam- 
phlet describing the " Electrawa " water heater. 


ATELIERS DE CONSTRUCTIONS ELECTRIQUES DE CHARLEROI, 56, . 


Victoria Street, S. W.1.—4 brochure (in English) dealing with 
the construction and manufacture of motor converters under 
the A.C.E.C.-La. Cour patents. Illustrated. 

Тнк GENERAL ELECTRIC Co., LTD., Magnet House, Kingsway, 
W.C.2.—Catalogue, Section M. An illustrated and priced list 
of measuring instruments, including voltmeters, ammeters, 
portable testing sets, insulation testing sets, &c. 


Mrssks. W. G. Pye & Co., Granta Works, Cambridge.—List 
No. 160, illustrating and describing wireless apparatus. 
Priced. 

Carron Company, Falkirk, N.B.—An illustrated and priced 
leatlet describing the firm’s latest design of electric cooker. 

Mr. Н. B. Turner, 79, Playford Road, N.4.—A price list 
of v.ir. cables of various sizes, flexibles, and rubber strip. 

Messrs. Fry’s (Lonpon), Lrp., 46, Upper Thames Street, 
E.C.4.—A comprehensive illustrated and priced catalogue of 


. hack saws, sawing machines, sawing stands, &c. 


Messrs. B. Сонех & Sons, Lap., 1-19, Curtain Road, E.C.2. 
—A fully-illustrated catalogue of otfice und library furniture of 
all grades, including desks, tables, filing cabinets, chairs, book- 
cases, &c. Also a leaflet giving prices. 

Messrs. HERBERT Morris, Ltp., Loughborough, Leicester- 
shire.—An illustrated booklet, in Spanish, descriptive of the 
firm's various manufactures. | 

THE BENJAMIN ELECTRiC, Ітр., Brantwood Works, Tariff 
Road, Tottenham, N.17.—l'wo illustrated and priced pam- 
phlets dealing respectively with." Benjamin " electric horns 
and “р Top " push buttons. 

Messrs. Watson & Sons (ELECTRO-MEDICAL), TaD., Sunic 
Ilouse, Parker Street, Kingsway, W.C.2.—Bulletin 48s, giv- 
ing descriptions of a number of types of oil-immersed high- 
pressure transformers for X-ray work, including d.c. types 
titted with rotary converters. Fully priced and illustrated. 

Tur BritisH THoMsoN-HovsToN Co., Ілр., Mazda House, 
77, Upper Thames Street, E.C.4.—An illustrated pamphlet of 
eleetric fans of various types—desk, ceiling, exhaust, and 
oscillating. Fully priced. | 

Messrs. Downes & Davies, 1 and З, Stanley Street, Liver- 
pool.—An illustrated catalogue giving full details and prices 
of '" Apex " switch and fuse-gear. 

Messrs. Ricuson & Co., 114, New Oxford Street, W.C.1.— 
An excellently-produced catalogue of all kinds of Czecho- 
Slovakian glassware for lighting purposes, including mosaic 
bowls and pendants, silhouette patterns, table standards, lan- 
terns, &c. Also a price list of the examples illustrated. 

THe Davis ELECTRICAL Co., Lrp., 6, Warwick Court, High 
Holborn, W.C.1.—A pamphlet illustrating and describing & 
new type of combination plug and adaptor. 

Messrs. MarryaT & Prace, 28, Hatton Garden, E.C.1.—An 
illustrated price list of electrically-driven tools, including 
drilling machines, grinders, polishers, &c. 

SEREK Raviators, [.tp., Warwick Road, Greet, Birmingham. 
—An illustrated booklet dealing with automobile radiators, oil 
coolers, &c. | 

Messrs. JOHNSON & Puiuuirs, Ілтр., Charlton, 8.Е.7. 
“ Transformer Abstracts ° No. 10.—This is a '' Comparison 
of Polyphase Transformer Connections," reviewing the follow- 
ing connections :—3-phase to 3-phase, in eight combinations; 
3 to 6-phase, in five forms; 2 to 3-phase; and 2 to 6-phase. 

Messrs. W. Т. HENLEY'S TELEGRAPH Works Co., LTD., 
Blomfield Street, London Wall. E.C.2.—List UGlI, illustrating 
and describing various types of colliery joint boxes, including 
straight through, three-way, and " Y” boxes. Fully priced. 

Mr. J. B. RupkiN, 212a, Shaftesbury Avenue, W:C.2.— 
List No. 3, illustrating and describing ironclad switchgear of 
various types manufactured by the Sprecher & &Schuh Co., 
Aarau, Switzerland; and List No. 7, descriptive of apparatus 
for protection against current surges. Both lists are priced in 
Swiss francs, and metric weights and dimensions are given. 


Engineering Trade Agreements.—The Manchester Guar. 
dian states that the secretary of the Engineering and Nationa\ 
Employers’ Federations issued the following statement on June 
16th :—'‘ The Engineering and National Employers’ Federa- 
tions and the National Union of Foundry Workers met in con- 
ference on June 14th, 15th, and 16th, 1922. Joint recommen- : 
dations were arrived at in connection with the questions of 
overtime, night-shift, and systems of payment by results, and 
these will be submitted forthwith to the constituent bodies on 
both sides for ratification.” 

A conference which had been arranged for Wednesday at 


Broadway House, Westminster, between all the engineering 


unions and the Engineering Employers’ Federation to discuss 
the employers’ demand for a reduction of the war bonus was 
postponed, and efforts are being made to fix a new date. 
The Boilermakers’ and Iron and Steel Shipbuilders’ Society 
has now agreed to accept the terms agreed upon between the 
National Employers’ Federations and the trade unions. 


Copper and Lead Prices.—Messrs. F. Smith & Co. report, ` 
June 2th, 1922:—Copper (electrolytic) bars, £71, 90s. in- - 
crease: ditto ditto, sheets; no change; ditto ditto, wire rods, 
£51, 90s. increase ; ditto ditto, h.c. wire, 10 7/16d., 4d. increase. 

Messrs. James & Shakespeare report, June 918, 1922 :— 
Copper bars (best selected), sheet and rod, no change; English 
pig lead, no change. 


Swedish Telephone Industry.—In an interview with 
Aftonbladet, M. Johansson, Director of the L.M. Ericsson 
Telephone Co., stated that there had been a considerable — 
increase in the number of inquiries for telephone plante ` 
from abroad, which indicated the beginning of an improve- 
ment in the general situation.—Heuter's Trade - Service 
(Stockholm). 
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Our Foreign Trade.—May FiaunEs.—The following were 
the values of imports and exports of electrical goods and 
machinery during May, 1922 :— 


May, 5 months, 
1922. 1922. 
Inc. or dec. Inc. or dec. 
Imports :— £ д & 
Electrical goods and | 
apparatus Los 164 - 42,551 — 521,955 
Machinery 765,530 - 307,867 .— 2,862,923 
Exports :— 
Electrical goods and icu 
apparatus às 552,730 = 1,230 849 — 8,606,841 
Machinery 3,053,053 — 3,240,019 — 12,183,452 
Re-exports :— ү ч 
Electrical goods and | 
apparatus 13,320 —1,322 — 32,314 
Machinery 86,550 — 4,100 — 74,420 


Belgian Interests in Russia.—The chairman of the Com- 
pagnie Centrale d'Electricité, speaking at the annual meeting 
held in Brussels or June 12th, stated that the company had 
received no news from its stations at Ekaterinoslaw, Ekaterin- 
bourg, and Berdiansk since last year. | 


Book Notices.—‘ Working of Dynamos and Electric 
Motors." (45 pp.) Manchester: The National Boiler and 
General Insurance Co., Ltd. Price lg. 6d.—This is a useful 
collection of notes upon the care, working, and maintenance 
of rotating electrical machinery. Speciat attention 18 paid 
to the care of commutators, collector rings, und brushes; the 
starting of machines; overloading: inspection; &e. A 
number of photographs of damage caused by neglect or inat- 
tention are included in the booklet. 

" Vacuum." By Henry A. Fleuss (27 pp.). Reading: Poyn- 
der & Son. Price 6d.—This is a short treatise on vacua by 
the inventor of the ‘‘ Geryk " air pumps (manufactured. by 
the Pulsometer Engineering Co., Ltd.). 1t contains а his- 
torical review of work on vacua mentioning Torricelli, Dewar, 
McLedd, and ethers. Several forms of air pump are des- 
cribed as well as numerous other devices employed in the 
production and measurement of vacua. p 

“ The All-Electric Age.” By А. G. Whyte. Pp. xiii 4-942; 
illustrated. London: Constable & Co., Ltd. Price 7s. 6d.: 
net. 

Engineering Directory, No. 69. April, 1922. London: 
Engineering, Ltd. 

“The Home Radio and How to Make and Use it." Ву 
A. H. Verrill. Рр. vi+106; figs. 61. London: Harper and 
Bros. Price 3s. 6d. net. 

Kelly’s Directory of the Merchants, Manufacturers, and 
Shippers of the World. London: Kelly’s Directories, Ltd. 
64s. post free.—The 30th annual edition of this valuable work 
is a guide to those engaged in trade all over the world. The 
book, which 1s in two volumes, consists of some 5,000 pages, 
giving information as to 20,000 foreign and colonial cities and 
towns, under which over 1,000,000 trade descriptions are 
given. Volume I deals with foreign countries, and their 
dependencies, while Vol. II gives information  concern-. 
ing England, Scotland, Ireland. and Wales, the British 
Dominions and Possessions. Under each town heading, 
classified and alphabetically arranged, lists are given of ai: 
those engaged in trade, with the class of goods in which they 
deal. The contents are indexed in four languages, making 
the information easily accessible. The German section runs 
to 400 pages. The difficulties of obtaining reliable informa- 
tion as regards Russia has naturally caused this section to 
remain meagre. The evacuation of Egypt has caused that 
country to be transferred to the Foreign from the Colonial 
section. New frontier decisions have neceasitated altera- 
tions to the maps, and in various other ways efforts have 
been made to bring the work up to date. A -brief explana- 
tion of the arrangement of the work and a practical example 
of how to use it, in four languages, is given just after the 
title page. 

Switching and Switchgear. By Н. E. Poole. Pp. ix+118; 
figs. 23. London: Sir I. Pitman & Sons. Price 2s. 6d. net.— 
A very elementary book which can really only be of ser- 
vice to those who are almost wholly unfamiliar with the func- 
tions which switchgear is called upon to perform. To such 
persons the book will serve as an introduction to more ad- 
vanced treatises. Chapters are included on insulating ma- 
terials, breaking and making circuit, short-circuits and pres- 
eure rises, switch types and mechanisms, fuses, relays, motor 
starters, and instruments. | 

The Testing of Transformers and Alternating Current Ma- 
chines. By C. F. Smith. Pp. xi+91; figs. 34. London: 
Sir I. Pitman & Sons. Price 23. 6d. net.—This little volume 
attempts to give in compact form an outline of the main 
principles underlying the practice of testing alternating-cur- 
rent machines and transformers for commercial purposes. 
The book will be of service chiefly to men on the alterna- 
ting-current test bed, and to a more limited extent to those 
engineers who are engaged in the purchase or maintenance 
of alternating-current machinery. The first chapter deals 


with the principles of a.c. circuits and testing, and the re. 
maining chapters with specific tests on transformers, alterna. 
tors, and induction motors. 

Cassell'a " Work " handbooks.  '' Electric Accumulators ’ 
(pp. 152). Edited by Bernard E. Jones, and `` Wireless 
lelegraphy and Telephony '' (pp. 152), by Е. Redpath. Lan. 
don: Cassell & Co., Ltd. Price ls. 6d. each net.—The first 
of these two handbooks treats of both the principle; 
and construction of secondary cells. The way in which elec- 
trical energy is converted into chemical energy and vie 
versá, is simply explained, and the methods employed in the 
manufacture of plates are similarly dealt with. Full instruc- 
tions as to erection, commencement of charging, and sub- 
sequent treatment are given in very full detail, and notes 
on the best form of battery room are included. A useful 
chapter is that devoted to ‘‘ Managing and Repairing,” which 
contains numerous hints on “ stitches in time." Chapter 
IX describes the types of accumulator produced by particular 
makers. The '' wireless " book covers а great deal in a small 
space, and its main function is to instruct the amateur how to 
make up apparatus—principally for reception purposes. The 
simple explanations of such processes as tuning, adjustment of 
capacity and inductance, &c., ensure that the apparatus will 
not merely be made according to instructions, but will be 
understood. 

Journal of the Institution of Electrical Engineers, April, 
1922. Vol. LX. No. 308. Commemoration number.—This 
number contains the proceedings at the Commemoration meet- 
ings held on February 21et, па, and 2rd, 1939. It 
gives in егіепѕо the contributions to the symposium of 
reminiscences by eminent electrical engineers, and forms a 
history of the birth and growth of the electrical industry as 
viewed from many points. The collection is rendered all the 
more interesting by the personal nature of the papers, and 
it is improbable that such an opportunity of hearing the 
experiences of the founders and pioneers of electrical engineer- 
ing will recur. In all there are 47 contributors, apart from 
Prof. J. A. Fleming's lecture on * Michael Faraday and the 
Foundations of Electrical Engineering." which is reprinted 
in full. ‘The illustrations include portraits of those who con- 
tributed and pictures of early examples of electrical plant. 

Transactions of the South African Institute of Electrical 
Engineers. Vol. NILE. Part 2. March-April, 1922. Johan 
nesburg : The Institute. Price 98. net.—This number includes 
a paper on “Some Effects of Explosives on Overhead Line 
Structures," by C. W. R. Campbell, and the authors’ replies 
to discussions upon '' Power Interference on Telephone Cir. 
cuits’ and ''Some Problems in Machine Rock Drilling and 
нЕ where Electricity may be beneficially em 
ployed.” 

Journal of the South African Institution of Engineers. 
Vol. XX. No. 10. May, 1922. Johannesburg: The Institu. 
tion. Price 2s. net.—Among the papers, &c., reprinted in this 
issue are '" The Microstructure of Babbitt Metal '' and discus 
sions on the working of tungsten and refrigeration. 

Manuale per il Collaudo delle Macchine Elettriche. By 
Ing. G. Bianchi (463 pp.) Milan: Ulrico Hoeph. Price 
18.50 lire —This summarises the methods of testing machines 
upon reception laid down by the Italian Electrotechnica: 
Committee, the International Electrotechnical Commission, 
and the American Institute of Electrical Engineers, dealing 
particularly with the rules of the first committee. The first 
part briefly reviews the methods suggested by the above-named 
bodies, and contains information regarding tendering and 
ordering electrical machinery. Then the work goes on to 
deal with d.c. and a.c. motors and generators, rotary con- 
verters, transformers, accumulator batteries, cables, and insu- 
lating material. The second part deals with the measure- 
ment of resistance, potential, current, frequency, capacity, 
induction, work, &c. 

Electric Power Systems. By W. Т. Taylor. Pp. хи+ 
107; figs. 9. London: Sir I. Pitman & Sons. Price 2s. 6d. 
net.—Written primarily for power station engineers and 
students, this little book does not describe apparatus. but 
deals with a large number of general matters affecting the 
operation of different svstems. Various methods of power dis- 
tribution are discussed, with a number of useful formule 
relating to power loss im alternating-current networks. Con. 
siderable space is also devoted to record keeping, both with 
regard to costing and the operation of the various sections of 
а system. Мапу much-discussed points arising out о 
modern power supplv problems are dealt with, and few sta- 
tion engineers would fail to find something with which they 
were unfamiliar. 

Electric Clocks and Chimes. Рр. 159; figs. 160. London: 
Percival Marshall & Co. Price 3s. 6d. net.—This is a prac- 
tical handbook on the making of electrical timenieces and 
chimes, a fascinating hobby for the mechanically-mindei 
amateur. It gives full details of a variety of movements, witn 
numerous photographic illustrations and working drawings, 
hased upon clocks actually made and in successful operation. 
The working instructions are minutely detailed. and cover +. 
3., and 1-ѕесопа clocks, the conversion of a grandfather clock 
to electric drive, the ‘‘ Svnchronome " system (the parts for 
which can be obtained from the makers), chime-operating 
mechanism, and dial movements driven by a master clock. 
Instructions are also given for the making of the case in which 


Pad 3 


Vol 90. No. 2,326, JUNE 23, 1922] THR ELECTRICAL REVIEW. 


879 


the clock is housed. The book is a valuable addition to the 
long series of handbooks issued by the publishers of the 
Model Engineer. 

“M. & C. Machine Mining.” June. Glasgow: Messrs. 

Mavor & Coulson, Ltd. Price 6d., post free.—This issue con- 
tains articles and notes dealing with various phases of mechani- 
cal coal cutters and their employment, such as the use of the 
machines in troubled ground, lubrication, &c. 
_ We have received copies of the Brown, Boveri Review (the 
house journal of Messrs. Brown, Boveri & Co., Baden) for 
January, February, March, and April, 1922, Nos. 1 to 4 of Vol. 
IX. The first of these inaugurates the English edition of the 
Review, which for the last eight years has been published in 
French and German; the journal is admirably produced, and 
contains technical articles and descriptions of the company's 
manufactures. It is issued monthly, price ''1.20 fr. (1 
shilling)," from the company s oftice, Trafalgar House, Water- 
loo Place, S. W.1. The April number includes articles on 
turbo-compressors and blowers and their applications; pro- 
tection against abnormal pressure rises in e.h.p. installations: 
and Brown, Boveri mercury arc rectifiers (of which descriptions 
have appeared in our columns). 

“ Outlines of Ње Calculus,” by T. Thomas. Pp. 127, 37 figs. 
London: Mills & Boon. Tad. Price 3s. 6d. net. 

'" A Life of George Westinghouse," by Н. G. Prout. Рр. 
я nine illustrations. London: Benn Bros. Price 155. 
net. 


Lead.—In their report dated June 17th, Messrs. James 
Forster & Co. state that there is little change to report in the 
general position of the metal. They still think that, in face of 
the poor state of trade, the present price of lead is too high 
to be maintained. The Board of Trade returns for May show : 
Imports. 15,860 tons; exports, 3,794 tons; leaving for home 
consumption, 12,006 tons. 


* Delas " Air Extractors.—In a series of tests carried out 
in Paris upon “ Delas ” air extractors, made in England bv 
Messrs. Cole, Marchent & Morley. Ltd., and described in our 
issues of October 21st, 1921, and April 23th, 1922, it was found 
that a comparison of their steam consumption with that of 
other first-class makes gave the following results :— 


Vacuum maintained, Steam used by the C.M. & M.- 


inches. '" Delas " pump, per cent. less. 
28.25 ve 24.9 
25.50 i 19.0 
28.75 ss 22.4 
29.0 В 20.0 


British Empire Exhibition.—The Secretary of State for the 
Colonies has made the following appointments in connection 
with colonial participation in the British Empire Exhibition, 
1924 : —Sir Н. C. Belfield to be chairman of the committee to 
organise the East African group: Sir J. West Ridgeway to be 
chairman of the Eastern; and Sir Frank Swettenham of the 
Far Eastern groups. 


Output of Russian Electrical Factories.—Reports on pro- 
duction that have reached the * Glavelektro’’ (Chief Elec- 
trical Control) show that the production of the dynamo 
factory, Moscow, has improved, iq the months of March 
and April, by 8 per cent., compared with that of January 
and February. The largest increase is reported by the Petro- 
grad high-pressure plant factory (formerly Siemens-Schuckert) 
the production. of which in the months of March, not- 
withstanding the deficient fuel supply and the scarcity of 
many necessary materials, amounted to 211 per cent. of the 
January production. The Northern Cable factory, Petrograd, 
has also increased its output. Compared with January it 
shows an increase of 220 per cent. in March, and of 107 per 
cent. compared with February. The output of the Alexei- 
evsky cable factory, of Moscow, shows a sustained level. 
The Factories Board notes defective work owing to the 
poor quality of the materials received. Capricious idleness 
at the factories has decreased very considerably. Тһе pro- 
duction of the United Lamp Factories, of Moscow, in April, 
aimnounted to 136,496 lamps, against 177,000 lamps ig the 
preceding month. The decline in the production is ascribed 
to the poor quality of the glass and wolfram, the defective 
capacity of the technical staff, and the generally worn-out 
condition of the equipment. Reference is made to the pro- 
duction in these factories of new welding apparatus, and 
successful efforts in the preparation of wolfram. 


Sale of Georgetown Machinery.—A correspondent reports 
that high prices were obtained for electrical and engineering 
plant during the first half of a six days’ sale carried out by 
direction of the Disposal and Liquidation Commission at 
Georgetown Factory, near Glasgow, by Mr. Matthew Mar- 
shall, auctioneer, of Glasgow. "There was a large attendance 
of buyers. representatives being present from large industrial 
centres of England, Scotland, and Ireland. Bidding was 
keen, about £30.000 being realised during the three days. At 
Monday's eale 180 petrol-electric generating séts realised up 
to £85 each. For a miscellaneous quantity of electric cable 
a total sum of about £1,500 was obtained. Good prices were 
obtained for high-pressure and heating piping, £7,000 being 
recelved for this class of lote. p 


The Bordeaux Fair.—On June 15th M. Sarraut, Minister 
of the Colonies and M. Rio, Under Secretary of State for the 
Mercantile Marine, opened the sixth Bordeaux Samples Fair. 
The Fair includes not only the whole range of French manu- 
factures and fancy goods, but also colonial products, both in 
the raw state and manufactured. The Fair was instituted 
during the war, and since those difficult times has much 
increased in prosperity; this year there are many mora 
French and Colonial, and even foreign exhibitors than there 
have ever been. A number of stands have been taken by 
Americans and a special quarter of the Fair is devoted to 
Moroccan wares and products. Attached to the Fair is an 
international exhibition of inventions, open to all inventors 
anxious to gain publicity for their work; & salon of decora- 
tive arts is another feature of the fair.—Reuter'a Trade Ser- 
vice (Paris). | 


Bennis’s Contracts.—We have before us a very lengthy 
list of contracts for stokers, and coal-handling plants, that 
have been received by Messrs. E. Bennis & Co., LTD., during 
the past quarter. We understand that in spite of all the 
difficulties experienced during the last few months, the 
orders placed offer a not unfavourable comparison with pre- 
vious periods. The chief trouble at present is execu- 
tion, owing to the difficulty in obtaining material. The 
stoker contracts for electrical undertakings include two chain 
grate stokers for the Western Electric Co., Ltd., North Wool- 
wich; four chain grate stokers for the Stirling boilers for the 
Neepsend generating station of the Sheffield Electricity De- 
partment; relinking two Babcock chain grate stokers for 
Stretford Council Electricity Department; and six chain grate 
stokers for cross drum water-tube boilers, for the Spearing 
Boiler Co., Ltd., for Peterborough electricity works. The 
coul-handling plants ordered include one patent rotary truck 
tipper, for the Blackpool Corporation Electricity Department, 
and one overhead flight conveyor and one bucket elevator. for 
Messrs. Hubert Davies & Co., Ltd., for the Pretoria Muni- 
cipality. | 


French Electro-metallurgical Industry.—The vear 1921, 
says the Revue d'Electrochimie et de Métallurgie, was charac- 
terised by a fall in the manufacture of electrometallurgical pro- 
ducts, lack of sales, and a decline in prices. The following 
were the prices current in France at the beginning and end of 
the past vear :—Carbide of calcium (per 10 tonnes), beginning 
of 1921, 137 fr.; end of 1991, 83 fr. Ferro-silicon (45 per 
cent.), beginning of 1921, 1,200 fr. per tonne; end of 1921, 
905 fr. Ferro chrome (6.8 per cent. C.), beginning of 1921, 
9.600 fr. per tonne; end of 1921, 1,850 fr. Aluminium, be- 
ginning of 1921, 9.50 fr. per kg.; end of 1921, 6.50 fr. 


For Sale.—Messrs. Hillier, Parker, Mav & Rowden will 
offer bv auction at the London Auction Mart, E.C., on June 
29th. factory premises known as Victory Works, Birds Hill. 
Letchworth. The premises have a floor area of about 10,600 
sq. ft. 

pm H. W. Figg & Son are instructed by the London 
Armature Repair. Co., Ltd., in consequence of its amalga- 
mation with Messrs. Burdette & Co.. Ltd., to sell bv auction 
on the premises at Eastern Works, Forest Lane. Stratford, E., 
on June 30th. plant, machinery, &e.. including motors, 
dynamos, бє. (See our advertisement pages to-day.) 


“ Arethusa ” Night.—On July l4th, at the Hyde Park 
Hotel, '* Arethusa "" night will be run under the auspices of the 
Hyde Park Dance Club, whose entire organisation has been 
placed at the service of the Shaftesbury Homes and. 
“ Arethusa ’’ Training Ship. It is desired to dispose of at least 
a thousand tickets to help the sterling work which is being 
done for poor British boys, and has been done for the past 
80 vears. Tickets for the ball (one guinea each, including 
supper, or ten for seven guineas) can be obtained from the 
secretaries, 164, Shaftesbury Avenue, W.C.2, or of the hon. 
sec. of the Hyde Park Dance Club, 222, Strand, W.C.2. 


The qs Fair and Market.—The organisers of this 
exhibit (International Trade Exhibitions, Ltd., Broad 
Street House, New Broad Street, E.C.2) state that they found 
last year that the exclusion of German and Austrian goods from 
the fair was a mistaken policy, and they are therefore admitting 
these products to the show being held at the Agricultural Hall 
from July 3rd to 14th. 


Wet and Dry Bulb Thermometer.— Messrs. CLEWORTH, 
WaeaL Co., Lrr.. inform us that the number of applications 
for their booklet dealing with the wet and dry bulb thermo- 
meter, recently ‘‘ noticed `° in our columns, has been so great 
that the edition has been exhausted; another edition is in 
course of publication. 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks 
in respect of goods and productions connected with the elec- 
trical trades and industries. Firms desiring to enter an 
objection to anv of the applications have one month in which 
to do so from the dates given below :— i | 

Deucalion. No. 422,883. Class 8. Electrolytic rectifiers, 
components, and parts, and accumulators.—Howard 
Richards, 9, Hawarden Avenue, Wallasey, Cheshire. 
14th, 1922. 


June 
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Armature Design. No. 421,388. Class 6. Electrical ma- 
chinery and parts. June 7th, 1929. No. 421,890. Class П. 
Accumulators, batteries, induction coils, magneto machines, 
apparatus for electrolysis, kc. June l4th, 1922.—The General 
Electric Co., Ltd., Magnet House, Kingsway, London, W.C. 


Outing.—The mebers of the English Electric Commer- 
cial Department, Siemens Works Social Club, went for their 
annual outing on June 6th, a party numbering 130 proceeding 
in four charabanes to Chester. Luncheon was provided on ar- 
rival at Chester, at the Grosvenor Hotel, the chief of the de- 
partment, Mr. J. Barr, presiding. After the usual toasts 
and votes of thanks and a few remarks by the chairman of 
the committee, Mr. G. L. Buckingham, the party dispersed 
in order to see the sights of the old city. 


To Advertise Electric COMME IT ALYS M. WATERMAN, 
55, Hambalt Road, Clapham, S.W.4, formerly demonstrator 
to some of the London supply companies, has devised an 
advertisement in the form of a star setting out the advantages 
of electric cooking. It is suitable for the purposes of elec- 
tricity supply companies or manufacturers of cooking appli- 
ances, and can be obtained at the price of 35s. per thousand 
. copies. 


LIGHTING AND POWER NOTES. 


Aberdeen.—Proposep Priaxt Extensions.—The Electricity 
Committee has recommended the Town Council that in order 
to meet the increased demand for electricity, the plant at Cults 
sub-station be extended at a cost of £5,285, and that applica- 
tion be made to the Electricity Commissioners for sanction to 
carry out the proposed extensions. 


Australia.— MELBOURNE.— YEAR'S WoRkiNG.—The report of 
the city electrical engineer (Mr. W. H. Alabaster, 
M.LE.E.) for the year ended December 31st, 1921, has 
just come to hand, together with the Electric Supply 


Committee’s report. The total revenue for the year 
was £356,446, as compared with £303,589 in 1920. The 
total working expenditure was £234,655, as against 


£187,339, leaving a gross surplus of £121,971 (£116,250). 
After payment of capital and other charges, a net profit of 
£33,831 remained, comparing with £38,977 in the previous 
year. The total number of units sold rose from 41,954,531 to 
45,264,840—an increase of 7.89 per cent. Bulk supplies to 
suburban authorities and to the North Melbourne Electric 
Tramway & Lighting Co. increased from 9,355,778 to 10,909,004. 
The total connections increased by 5,058 kW to 50,198 kW, 
and the number of consumers from 13,150 to 14,477. The 
plant capacity is now 21,000 kW (including a 1,200-kW battery), 
and the maximum demand was 20,550 kW; the load factor was 
30.6 per cent. The capital expenditure during the year 
amounted to £168,919—a lurge amount necessitated by the 
arrears of extensions which accumulated during the war. The 
principal item of expenditure was £79,000 on mains. The re- 
port states that the acquisition of the North Melbourne Co.'s 
undertaking has been delaved by the action of the Electricity 
Commissioners, who so far have declined to give an opinion 
on the matter. The Council has affirmed its right to retain 
the control of the distribution of electricity in its area, having 
regard to the money it has spent upon the undertaking. 


Ayrshire.—JoiNT ELECTRICITY ScHEME.—The County Council 
has approved of the proposal to set up a Joint Electricity Board 
to control the supply of electricity in the county and burghs. 
It is proposed to take over the power station at Kilmarnock 
at present run by the Corporation. The Ayr Corporation, 
which is promoting a scheme of its own at Loch Doon. is 
offered membership of the Board, on condition that it abandons 
the Loch Doon scheme. А report bv Messrs. Merz and 
McLellan, consulting engineers, states that a Joint Board would 
he of great advantage to the county. i 


Bangor.—Year’s WonkING.—The annual report of he elec- 
trical engineer (Mr. P. F. White) for the vear ended March 
91st last shows a net deficit of £668. In the previous year 
there was a loss of £1,480. 


Blairgowrie (Perthshire).— ErrcTriucirY Suprry.—The Town 
Council has under consideration a proposal to supply the dis- 
trict with electricity. It is intended to utilise the power de- 
rived from the River Ericht. The estimated cost of supplying 
electricity is 3d. per unit for lighting and 3d. per unit for 
power. 


Burton-upon-Trent.—Yrak's Workinc.—We have received 
from the borough electrical engineer and tramways manager 
(Mr. Thomas Hall, A.M.I.E.E.).a copy of the annual report 
and accounts of the electricity department for the vear ended 
March 31st last. The total revenue from all sources amounted 
to £55,002, as compared with £74,633 in the previous vear. 
The working expenses totalled £48,766, as against £47.369, 
leaving a gross surplus of £36,236 (£27,314). After crediting 
rents and deducting capital charges, cost of extensions paid 
for out of revenue, &c., the net result was a profit of £19,813, 
of which £5.000 was applied in aid of the rates and the balance 
transferred to renewals fund. The previous vear’s net profit 
was £12,612. The total number of units sold increased from 


7,132,045 to 8,157,748, the yield per unit remaining the same. 
The report stites that the extension of the h.p. transmission 
line to a number of works and collieries in South Derbyshire 
is well in hand, and several firms will shortly be connected. 
Success in the hiring of apparatus is recorded, leading to a 
much-increased domestic load. 


Chagford.—IncrE\sep CHarces.—The Electric Light Co. has 
notified consumers that after the June quarter the charge for 
electricity for lighting will be increased by 2d. per unit to ls. 


Cheltenham.—Price Repuction.—The Town Council is re- 
ducing the charge for electricity for lighting to 84d. per unit. 


Continental.—F RaNcE.—Operations have been begun on the 
building of the great dam on the Blavet river in Brittany. 
The dam will be 40 metres high, with a fall of 46 metres. The 
hydro-electric works to be built will have a capacity of 12.0 
h.p., and will supply electric energy to 450 conununes and 
1,000,000 inhabitants. Another scheme, to supply some 72 
communes in the départements of Morbihan and Cotes du 
Nord, is the subject of a concession applied for by the Soc.été 
Générale d'Enterprises. Both form parts of a large echeme 
intended to provide the whole of Brittany with electricity. 

CZECHO-SLOVAKIA.—A noteworthy event in the Northern 
Bohemian electrical industry is the acquisition of the August 
Pannitechka electricity works by the cities of Reichenberg and 
Gablonz, and the authorities of the Tannwald district jointly. 
The purchase price is 134 million kronen. By this transaction 
the generation of electricity will be cheapened and placed upon 
a uniform basis, while continuity of supply will be ensured. 
This will be achieved by the parallel working of the Reichen- 
wald, Gablonz and Tannwald works by a 35,000-V long-distance 
line, while the working of the steam-power station will be dis- 
pensed with. The arrangement isa preliminary to the intended 
linking up of all the stations in Northern and Western Bo 
hemia, to the benefit of the industrial and agricultural interest 
of these regions. | 

The Spindelmühle commune in the Riesengebirge has in 
hand a scheme, drafted by the Engineer Lederer, of Trau- 
tenau, to build a high-pressure hydro-electric station with a 
220-metre fall and a capacity of 3,450 h.p. The coal saving 
bv this step is reckoned at equal to 4,000,000 kronen annually. 

The Nestomitz Sugar Refinery, which is claimed о be the 
biggest undertaking of its kind in Europe, intends reorganising 
its electrical equipment. Instead of the hitherto empluved d.c. 
at 110 V, a.c. at 500 V will be used. To this end two 2,000-kVA 
turbo-generators will be installed, and a.c. motors will dis- 
place the existing d.c. motors. At the same time a trans 
former station will be built, and linked up to the 35,000-V line 
of the North Bohemia electricity works for use in case of 
necessity. 

The City of Prague has recently contracted a loan in London 


of £2,580,000, bearing 74 per cent. interest and repayable in 


30 years. The sum is to be employed (1) for the extension of 
the town's tramway network, the purchase of 940 locomotives 
and trailers, erection of garages and  workshops— 235,000 000 
kronen; (2) power and transformer stations for the railway 
and extensions of lines, 178.000,000 krcnen; (3) the balance is 
to defray the cost of building a steam generating station at 
the Komotan Colliery, where waste coal will be utilised. The 
output of 45,000 kW will be transmitted to Prague, a distance 
of 130 km., at 100,000 V and stepped down at transformer posts 
at Prague and Kladno to a pressure of 22.000 kV for the distri- 
bution network. The cost of this plant is estimated at 
344,000,000 kronen. The new lines will be taken in hand in 
the course of next vear. 

Russta.—The fourth of June was fixed for the inauguration 
of the Kaschir electrical station. This station 1s of consider- 
able importance, says a leading Russian economic journal. fi 
will burn the inferior Moscow coal with special equipment. 
The plant, whien is already unofficially running, includes two 
sets of 12,000 KW, which enables it to supply 30 per cent. «f 
the electricity required in Moscow. It is, however, intended 
to raise its capacity to 40,000. KW, to effect. which al 
that is wanting is the arrival of the machines already ordere¢ 
from abroad. 

IrALy.— The electricity supply industry in Rome is repre 
sented by the Municipal establishment and by the Societ 
Anglo-Romana. The former, in 1921, sold 13,900,000 kW, as 
against 8,500,000 kWh in the previous year. The latter sol 


‚ 141,844,522 kWh, against 126,205,726 kWh in 19,90 being an 


increase of 15,633,796 kWh or 19.39 per cent. The increases 
were: Private lighting, which advanced from 18.600,00 
kWh to 92,700.000 kWh; and traction, which progressed from 
17,600.000 kWh to 19,500.000 kWh, while the sales in the 
provinces rose from 34,000,000 kWh to 49.400,000 kWh. The 
supply of energy for heating and motive power remained prac 
tically unchanged, while the consumption of power for tlie 
manufacture of nitric acid. fell from 14.300.000 kWh to 
3.600.000 kWh, owing to the stoppage of manufacture in 192. 
The consumers on December 31st, 1021, numbered 60,646. being 
an increase on 1920 of 2,992, equal to 5.4 per cent.— 
L'FElettricistà, 


Dutch East Indies.—W ater Powrn.—T.arge schemes for the 
utilisation of the Dutch East Indies waterfalls to provide power 
throu; the medium of hydro-electric stations are now under 
consideration. It is estimated that the larger falls of Java can 
provide from 1,000 to 5,000 h.p.. and those of Sumatra between 
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50,000 and 200,000 h.p. According to plans, those of Java will 
be harnessed first to provide lighting and power for tramways 
and railways.—Indian Engineering. 


Leeds.— YEAR'S WoRkING.—The report and accounts of the 
municipal electricity undertaking (Manager: Mr. C. Nelson 
Hefford) for the year ended March 3lst, 1922, have come to 
hand. A total revenue of £508,542 is shown, this comparing 
with £519,021 in the previous year. Working expenses 
amounted to 248,755, as against £313,055, leaving a gross 
profit of £250,757 (£25,966). The capital charges absorbed 
£183.162, as against £152,105 in 1920-21, giving a net result of 
£76,595 profit, as compured with £53,861. A sum of £49,704 
was spent out of revenue for capital purposes, leaving an actual 
surplus of £26,891. The expenditure upon capital account 
amounted during the year to £452,991 (apart from the sum 
from revenue noted above), and additional borrowing powers 
to the extent of £188,500 were obtained. The reserve fund 
now stands at £36,579. The total number of units sold fell 
from 63,921,813 to 58.826.215; decreases occurring in power and 
traction supplies were partly compensated for by increases in 
other directions. The works cost per unit sold was 1.01d.. 
as compared with 1.17d. in 1920-9]. A notable decrease occurred 
in the fuel cost per unit sold from .65d. to .48d. The con- 
nected load increased from 91.581 kW to 99,113 kW. and the 
number of consumers from 922.418 to 25,616. The maximum 
simultaneous demand was 30,830 kW, and the plant capacity 
remained at 51,000 kW, owing to the non-delivery of a new 
12,000-kW  turbo-alternator. 


Manchester.—Price Repuctions.—The Town Council is re- 
ducing the charges for electricitv for lighting: flat rate, from 
"Ad. to 7d. per unit; sliding scale, from 3d. to 244. per unit; 
and to ordinary power users, from 3.5d. to 3.25d. per unit. 


Morocco.—W ATER PowER.—A large programme of public 
works is to be carried out in Morocco, for which the French 
Government has sanctioned a loan of 740 million fr., of which 
70 millions have been allotted for hydro-electric work. 


Nelson.—Price Repuction.—The Town Council is reducing 
the charges for electricity for lighting by 4d. per unit, and for 
power by id. per unit. 


Northampton.—Prict Repuctions.—The Electric Light and 
Power Co. has reduced the charge for electricity for power 
by another 4d. per unit, and for lighting by 1d. per unit, with 
additional reductions to large users by the introduction of the 
following scale:—8d. per unit for the first 200 units per 
quarter and 6d. beyond. "The rates for hired motors have been 
further reduced by 10 per cent. 


Northern Ireland.—WaTER-POWER REsOoURCES.— The sugges- 
tion has been made that, failing private enterprise, the 
Northern Ireland Government should take in hand as a 
national asset the development of water-power for electrical 
purposes in the River Bann area. The practicability of such 
a scheme has been already discussed in the report of the Water- 
power Resources Committee dealing with Irish areas, and 
there is a keen desire in other industrial areas along the 
Pann that an early development should be undertaken. A 
proposal has now been made, at the instance of Mr. C. 8. 
Meik, that the weir at Toome should be removed and that a 
set of sluices should be substituted, which would give a fall 
"of 17 ft., which is estimated to produce 3,381 electrical h.p., 
to which might be added a further 1,988 h.p. at Movanagher 
under a.fall of 10 ft. The estimated cost of the works is 
£360,800, or £64.4 per h.p.; the estimated cost per unit for 
continuous. power is 4d. In this calculation account 18 not 
taken of the storage capacity of Lough Neagh, which, if 
utilised, would make nearly 12,000 estimated h.p. available, 
though probably at a higher cost. A similar scheme is out- 
lined for the River Foyle area. 


Oxford.—Pnorosrp CHANGE OF SysrEM.—The Corporation 
has approved the application of the Oxford Electric Co., Ltd., 
for consent to alter the present system of supply from d.c. at 
100 V to a.c. at the same voltage, on the understanding that 
the company carries out the alterations at its own expense. 


Philippines.—IMrRovEMENTS AT MANILA.—An official report 
states that plans are under consideration for various improve- 
ments in the city of Manila, which may later be of interest 
to contractors and exporters of machinery and iron and steel 
products. Among them is the plan for using the Angat River 
as a source of water supply for the city. If the proposed 
plans are approved, a hydro-electric plant will be constructed, 
the sewer system will be extended, and the present Montalban 
reservoir will be used for irrigation. It is thought that the 
total cost will be from $8,000,000 to $9,000,000, and consider- 
able amounts of cast-iron pipe, steel of various kinds, cement. 
lumber, electrical apparatus, copper, and aluminium will be 
used. as well as machinery of various kinds.—Indian 
Engineering. 


Portsmouth.—Price Repuctions.—The Town Council has 
reduced the price of electricity for lighting to 7d. per unit 


for the first 5.000 units per annum; 63d. from 5,000 to 7,500; | 


6d. from 7.500 to 10,000; 54d. from 10,000 to 20,000; and 
43d. beyond. 


Rotherham.—I.o4N.—The Finance Committee has recom- 
mended that application be made to the Electricity Commis- 
sioners for sanction to the borrowing of £12,000 for electricity 
purposes. 


Rushden.—Price REpvcrioNs.— The Electric Supply Co., 
Ltd., has reduced the charge for electricity for power by 4d. 
per unit, and for кырыш: {о 10d. per unit for the first 200 
units per quarter, and 84. beyond. 


St. Helens.—Loan Sanctionep.—The Council hae received 
the sanction of the Electricity Commissioners to the borrowing 
or £33,774 for mains and services. 


_Saltcoats (Ayrshire).—Street Ілентіхс.—Тһе Town Coun- 
cil has remitted to the Roads Committee the question of the 
electric lighting of the principal streets within the burgh. 


Sunbury.—Evectricity SurrLY.— Tho District Council has 
instructed the clerk to write to Mr. Clifford Pressland, of 
Hampton, as to the terms upon which he would be willing to 
supply the district with electricity. 


Tunbridge Wells.—Yran's WonkiNG.—The accounts of the 
electricity undertaking (Engineer: Mr. R. N. Тогру, 
M.I.E.E.) for the year ended March 3186 last show a total 
revenue of £40,645 and a working expenditure of £24,446, 
leaving a gross profit of £16,199. Capital charges, &c., 
absorbed £8,734, leaving a net profit of £7,465—the highest in 
the history of the undertaking. The prices of energy during 
the year were Sd. per unit for lighting and 3d. for power; 
these are being reduced to 7d. and làd. per unit respectively. 
The total number of units sold increased from 1,260,670 to 
1.452.499, and the connections (30-W lamp equivalent) from 
189,659 to 208,410. 


United States.—LarGce HYDRO-ELECTRIC SCHEME.—An appli- 
cation has been filed with the Federal Power Commission by 
the American Super-Power Corporation which proposes to 
build a hydro-electric power transmission line from Lewiston. 
Niagara County, to Yonkers, N.Y., where connection would 
be made with local lines supplying New York City. The esti- 
mated cost of this line 1s $27,457,000, the power corporation 
promising to supply energy not only to the companies distri- 
buting power in New York City, but also to communi- 
ties in the south, central, and south-eastern parts of New York 
State where power 1s not at present available. The plans were 
revealed when the Super-Power Corporation asked the Federal 
Power Commission for preliminary permits to develop the 
additional water diversion to be authorised in an amended 
treaty with Great Britain. The suggested amendment would 
allow 80,000 instead of 56,000 cu. ft. of water per second to be 
diverted. The proposed transmission line to New York City 
will consist of four circuits, each capable of carrying 75,000 
kW, at 220,000 V, three-phase current, at 60 cycles. These 
circuits will be carried on two independent power lines on a 
right of way 350 ft. wide. It 1з declared in the papers filed 
that the applicant can supply the base load for corporations 
distributing electric energy in New York at a great saving in 
the cost of power, as well ae meet the increased power demands 
in New York and the intermediate towns and villages.— 
Reuter’s Trade Service (Washington). 


Whitehaven.—-Loan SANCTIONED.—The Town Council has 
received the sanction of the Electricity Commissioners to 
borrow £3,500 for services and £2,800 for the extension of the 
mains to the Council houses at Bransty. The Council has de- 
cided to oppose the application by the Cumberland Waste 
Heat Owners’ Co., Ltd., for a Special Order to empower the 
company to supply electricity in the urban districts of Egre- 
mont and Cleator Moor. 


————————————————— oe 


TRAMWAY AND RAILWAY NOTES. 


Bradford.—Year's WonkiNG.—The annual report on the 
working of the tramway undertaking for the past year shows 
a net profit of £20,000. 


Glasgow.—PURCHASE ОЕ SuBWAY.—The Glasgow Subway Co. 
has agreed to accept the offer of the Corporation to purchase 
the undertaking for £385,000. It is proposed to electrify the 
line, and steps are being taken to ascertain whether the 
tunnel is architecturally suited tor speedier and heavier traffic. 
The estimated cost of electrifying the line is £125,000. 


Continental.— lraLy.- 1t is announced that two new lines 
are about to built by the State department in Sicily, namely, 
the Polizzi-Collesano-Campofelice and the Catania-Giarre- 
Kiposto, in the Etna forest region. The concession for the 
building of the Siena-Buenconvento-Monteantico line, granted 
to the Société Francaise de Chemins de Fer en Toscane, has 
been taken over by the Società Italiana per Imprese Ferroviarie 
e Lavori Pubblici, which assumes all the former company's 
rights and obligations. The date of completion of the line is 
postponed until December of the present year. 
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TELEGRAPH AND TELEPHONE NOTES. 


Finland.—TELEPHONE EXTENSIONS.—The President of the 
Finnish Republic has approved the Finnish Telegraph Depart- 
ment's proposal to arrange telephone communication between 
Petsamo, Finland, and Kerkenaes, Norway.—Heuter, 

India.— TELEPHONE DEVELOPMENTS.—A new flotation by the 
Bengal Telephone Corporation, Calcutta (capital Rs.2,00,00,000), 
to carry on and extend existing business is reported.—Reuter's 
Trade Service. 

Ireland.—CasLE Station Ratb.—During Sunday night armed 
men forcibly entered the Valentia Island cable station of the 
Anglo-American ‘Telegraph Co., off the south-west coast of 
lreland, and smashed several instruments, the estimated 
damage being 43,000. 

Morocco.—ExTENSIONS.—AÀ huge programme of public works 
is to be carried out in Morocco, for which the French Govern- 
ment has sanctioned a loan of 740.000,000 fr., of which about 
130,000,000 fr. are allotted for roads, posts, telegraphs, and 
telephones. 

Russia.—TELEGRAPHIC CoNvENTION.—The provisional Tele- 
graphic Convention between Finland and Russia was signed 
at Helsingfors on June 14th. By the Convention, which was 
to come into force ten days after the signature, telegraphic 
connection between Finland and Russia will be resumed over 
the Helsingfors-Moscow and Viborg-Petrograd lines. The Fin- 
nish Government will not oppose telegraphic communication 
being established between Northern Norway and Northern 
Russia over Finnish territory.—Reuter. 

PRESS TELEGRAM SERVICE.—A service of Press telegrams at 
Jid. & word, i.e., half the ordinary rate, is now available 
between this country and Russia. both by the Government- 
owned Anglo-Russian cable and by the Great Northern Tele- 
graph Co.'s route, says The Times. 

South Africa.—WinELEss BRoaDcasTING.—On June 12th the 
Cape Argus began a temporary wireless telephone service. 
The experiment was highly successful, and the programme, 
which contained songs, was clearly heard by many local 
amateurs, by ships at sea, and also by the Port Nolloth 
wireless station, 250 miles distant.—Reuter. 

The Telephone Service.—ScottisH  DEVELOPMENTS.— The 
further development of the telephone service in the Highlands 
was foreshadowed when General Price, Secretary of the Post 
Office for Scotland, formally opened at Auchnacarry what is 
really the first completed publie circuit in the rural part of 
the west—that between Auchnacarry and Fort William. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
“ Official Notice "" appeared.) 


OPEN. 

Australia.—PrRTH (W.A.).—July 96th. Postmaster-General's 
Department. Telegraph and/or telephone apparatus, testing 
instruments, protective apparatus (sched. 734.) (June 9th.) 

WARATAH. (N.S.W.).—July 3lst. Commonwealth Steel Pro- 
ducts Co., Ltd. One 300-kW rotary converter, complete with 
transformer, switchgear, instruments, &c. The manager. 

MELBOURNE.—July lith. Postmaster-General's Department. 
Telegraph and telephone instruments and parts, silk and cotton 
insulated switchboard cable, rubber insulated tinned copper 
wire. (Sched. 25.) 

August loth. Tinned copper wire. (Sched. 31.) 

July 4th. C.B.. automatic C.B., and magneto telephones, 
wall and table patterns. (Sched. 34.) 

August 22nd. Silk and cotton-covered switchboard cable. 
(Sched. 35.) 

July 25th. Paper insulated cable and lead-covered sub- 
marine telegraph and telephone cable. (Sched. 42.) 

October 17th. Automatic C.B. telephone equipment, with 
all associated equipment, including apparatus for use at sub- 
scribers’ premises. (Scheds, 39 and 40.) 
| „о 9th. Protective apparatus. (Sched. 563.) (See this 
issue. 

Azores.—PoNTA DELGADA.—July 3rd. Municipal Council. 
ITydro-electric plant, comprising steel pipe line. two 430-h.p. 
Francis turbines or two Pelton wheels, two 300-kVA alterna- 
tors with exciters, control gear, switchboards, &c., two 300- 
kVA step-up transformers, one 10-kVA transformer, plant for 
ten transforming sub-stations, comprising one 125-kVA, four 
50-KVA, and 50 30-kVA transformers h.p. cable, material for 
h.p. line and l.p. distribution, telephone line, material for 
public lighting.* 

Belgium.—July 13th. Seven communes in the Province 
of Limburg are inviting tenders for the establishment of a 
system of high-pressure electrical distribution. The com- 
munes in question are respectively Lommel. Overpelt. Neer- 
pelt. Hamont, Lille-SaintHumbert. Achel, and Caulille. 
MN from 99, Rue des Flamands, Louvain (74 fr. 
each). 

The municipal authorities of Glona (Province of Liége) have 
this week invited tenders for the concession for the supply 
of electricity for lighting and power purposee in the town. 


Bulgaria.—Sori..—June 30th. Director-General of Bul 
garian Railways. Electric travelling platform for locomotive 
repair shops.* 

Cheadle and Gatley.—July 10th. ‘bar 
cil. А.с. meters and maximum demand indicators. 
issue.) | | 

Connah’s Quay.—July 14. U.D.C. Sub-station equip 
ment, overhead and underground mains, public lighting and 
consumers’ services. (See this issue.) 

Dundee.—Town Council. Electrical fittings for Council 
Chamber, &c., Caird Hall. Mr. Jas. Thomson, city architect. 

Egypt.—Carro.—August wnd. Egyptian State Railways. 
Supply of desk and wall telephones. Copies of the specitica- 
tion may be obtained on application at the Stores Depart 
ment, Saptia (Cairo), or Gabbary (Alexandria). Manager, 
Egyptian State Railways, Cairo Station. Simultaneous otters 
will be received at the office of the Administration’s Inspecting 
Engineer in London, Major J. S. Liddell, C.M.G., D.5.0.— 
Reuter’s Trade Service (Cairo). 

Gellygaer.—]uly 4th. Urban District Council. Trans 
former plant, e.h.p. and lp. switchgear, steel poles, h.d. 
copper wire, cable and boxes, &e., for the Ystrad Hengoed 
scheme. (See this issue.) 

Glasgow.—June 30th. Corporation. Electrice lighting 
installation of Belvidere TTospital. Specifications, Xc., from 
Electrical Engineer, 75, Waterloo Street. 

Gravesend.—]ulv 1rth. Electricity Department. One 
5,000-k W. turbo-generator, condensing plant, switchgear, mams, 
artesian Well, automatic stokers. (See this Issue.) 

Ilford.—July 10th. Electricity Department. Mechanical 
stokers for two marine dryback boilers. (June 16th.) 

India.—July 14th. Bombay, Baroda, and Central India 
Railway Co. Metallic-filament lamps. (See this issue.) | 

July 14th. High Commissioner's Department. Submarine 
cable, v.i.r. insulated and lead-sheathed cable, and braided 
wire. (See this issue.) 

Kirkcaldy.—]uly 10th. Electricity Works. 
plant, specification No. 2. (June lth.) 

London.—L.C.C. July 15th. Wiring of the buildings, 
motors, telephones, and supply and fixing of overhead elec- 
trical conductors and main cables, switchboards, &c., at the 
Eleventh Mental Hospital, Epsom. (June 9th.) 

Mitt END.—Board of Guardians. ‘Iwo 300-А switchboards, 
motors, &c., for the Bancroft Road institution. (June 10%.) 

H.M. OFFICE oF Works.—July 4th. Electrical and/or 
mechanical engineering labour-in-daywork in Manchester. 
(June 1th.) D 
: June ЗЬ. Supply of incandescent lamps. (See this issue.) 

Manchester.—]une 28th. Electricity Committee. Sub- 
sidiarv cables between generators, auxiliaries, transformers. 
and switehboards in the Barton power station, &c. (June 2nd.) 

June 30th. Electricity Department. Supply, &c., at the 
Middleton sub-station, of two 3,000-KVA, 3-phase "Out 
door’? weatherproof-type transformers; or, alternatively, 
two 3,000-kVA, 3-phase ''Indoor" type transformers. 

Navan.—]uly 12th. Electricity Department. | D.c. main 
switchboard, d.c. generators, overhead mains, including erec- 
tion, d.c. oil engine set, house service meters and fuses, public 
lighting: fittings and brackets, lamps, insulated aerial and lead- 
covered cables, insulating material, insulators, Jeadmg-in 
tubes, wall spikes, їе. (See this issue.) 

New Zealand.—July 10th. Southland Electric Power 
Board. Transformers, bare copper cable and jointing sleeves. 
lightning arresters and choke coils, pole type switches, pole 
type fuses, insulators. (See this issue.) 

Nottingham.—July 3rd. Board of Guardians.  Enstalla- 
tion of an electric clock at the Bagthorpe Institution and in- 


Urban District Coun- 
(See this 


Converting 


firmary. (June 16th.) 

Portsmouth.—June 28th. Board of Guardians. Three 
months’ supply of electrical fittings. Mr. C. Morrell, 
Guardians’ Othces, St. Michael's Road, Portsmouth. 

Preston.—]une 28th. Electricity Department.  E.h.p. 


switchgear. (June 2nd.) 
Reigate.—June 27th. Town Council. 
single-phase alternators, &c. (June 9th.) 


Salford.—July 3rd. Electricity Department. E.h.p. and 
lp. switchgear and transformers for the Agecroft power 
station. (June 16th.) 2 

South Africa.—Ropertson.—August lith. Town Council. 
Two 75-kW steam sets and accessories; one 300-Ah battery; 
material for distribution, &c.* | 

July 14th. Rand Water Board. Electric cables, junction 
boxes, &c.* 

Southend-on:Sea.—Electricitv Denartment. ` Опе 4) 
550-V, d.c. generator, with 500/550-V shunt regulator. to be 
direct coupled to a prime mover; also one 490/550-V, d.c. 
generator, 000/650 kW, to be direct coupled to a prime mover, 
both generators to be of the multi-polar type. (June 9th.) 


St. Helens.—]uly 19th. About 800 tons of tramway 
rails and fish plates, for Town Council. Borough engineer. 


Dicsel engines and 


*À copy of the plan. specifications, and conditions of tender. 
&c., ean be inspected at the Department of Overseas Trade 
(Room 64), 35, Old Queen Street, S.W.1. 
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Electricity Department. One 


Torquay.—July 12th. 
(See this 


3,000-kW turbo-alternator and condensing plant. 
Issue.) 
Tynemoath.—June 26th. 
booster. (June 2nd.) 
Wimbledon.—]ulv 10th. Electricity undertaking. 
1,000-КҮА 10,000/2,000-V transformers. (See this issue.) 


Electricity Department. А.с. 


Four 


CLOSED. 


Aylesbury.—Town Council. Accepted:— 
Turbo-alternator (£10,302).—British Thomson-Houston Co., Ltd. 


Ayr 1гашедауе Department. Accepted:— 
lectric cable to Alloway (£4,792).—Callender's Cable & Construction Co., 


Ltd 

Barnes.—Electricitv Department. Accepted:— 

1,750 yd. distributor cable (£520).—Pirelli-General Cable Co., Ltd. 

Belgium.—Six concerns—four Belgian, one Dutch, and 
one German—submitted tenders on June 9th to the municipal 
authorities of Schaerbeek, Brussels, for the supply of a quan- 
tity of h. and Lp. armoured cables required in connection with 
the electricity supply undertaking. The lowest offer was that 
of the Nederlandsche Kabelfabriek, of Delft, Holland. 


Black pool.—Electricity Committee. Accepted:— 
Construction of an electrical transformer chamber in Abingdon Street, 
Blackpool.—Dryland & Preston, Ltd. : 
Switchgear cubicles.—General Electric Co., Ltd. 
rection of a cooling tower.—P. Brotherhood & Co. 
China.—Tenders for the supply of plant, machinery, 
rolling stock, &e., in conection with the Peking tramways 
have been accepted as follows :— 
Boilers (109,000 gold dollars).—Messrs. Babcock. & Wilcox. 
Engines and generators (109,000. gold dollars).—Brown, Boveri Co. 
Transformers (24,000 pold doilars).—Siemens Co. (German). 
Rails (295,000 gold dollars)—French company, through the Anglo-French 
Corporation. 
Cars (£55.000).—Same tenderers. 
Overhead equipment.—Siemens Co.—Reuter’s Trade Service (Peking).) 


Doncaster.—Town Council. Accepted:— 

Two water-tube boilers, with economisers, induced draught plant, and 
steel chimney (£21,663).—Babcock & Wilcox, Ltd. 

Electricity Committee. Accepted :— 

Service cables for Carr House, Arksev, and for general purposes (£686).— 


Callender's Cable and Construction Co., Ltd. 
E.h.p. switchgear for Arksey sub-station (£96).—Johnson & Phillips, Ltd. 


Douglas (Isle of Man).—Town Council. Accepted:— 

Underground mains and accessories (£8,237).—Siemens Bros. & Co., Ltd. 

France.—The Paris-Orléans Railway has recently placed 
an order for 80 electric locomotives with the Société Oerlikon 
and the Société de Construction des Batignolles, both in Paris. 
These locomotives are each for а l-hour rating of 1,720 h.p. 
The Société Oerlikon 1s to supply and erect the electrical 
equipment, while the Societé de Construction des Batignolles 
deals with the mechanical part. Except in the case of the 
first five locomotives, which will be completed in Switzerland 
at the works of the Ateliers de Construction Oerlikon (who are 
represented in this country by Messrs. Oerlikon, Ltd., London), 
and will serve as models, the whole electrical equipment will 
be built in France, to the Oerlikon design, at the works of 
the Société Oerlikon. We understand that the locomotives are 
specially intended for goods trains and are to be capable of 
hauling a load up to 1,200 tons; they are, however, also to be 
suitable for passenger service, in which case a speed of about 
6 miles per hour must be attainable. The locomotives will 
he equipped with four motors wound for 1,500 volts, d.c., and 
having each an output of 430 h.p. measured at the wheel rim. 


Lancashire.—Linden Hall. 


Electrical equipment, including generating plant, accumulators, motors, 
pumps, lighting, bells, and telephones.— Mr. Harry Moss, Bradford. 


London.—L.C.C.—Highwavs Committee. Accepted:— 

Twelve months’ supply of traction-type electric lamps (standard. vacuum 
and gasfilled) for tramear lighting; also automobile lamps.—English 
Electric and Siemens Supplies, Ltd. 


Manchester.—Electricity Committee. Accepted:— 

One 15-ton overhead travelling; crane at Greenwood Street sub-station.— 
Vaughan Crane Co., Ltd. А 

One 56-ton transformer truck and portable platform for Barton power 
station. —E. Wood & Co., Ltd. 


Tramways Committee. Accepted :— 
Two electrically-driven portable concrete mixers.—Millar's Timber and 
Trading Co., Ltd. 
Electrically-driven air compressor.—Ingersoll Rand Co. 
Tramear trucks.—Brush Electrical Engineering Co., Ltd. 


Housing Special Committee. Electric lighting installation. 
Accepted :— 


18 houses on Newton Heath estate.—J. V. Руан. 

32 houses on Gorton Mount estate.—E. M. Evans & Son. 
24 houses on Catterick Hall estate.—J. V. Pvatt. 

229 houses on Fallowficld estate.—Alliance Electric Co. 


Margate.—Town Council. Accepted:— 
Electric signs on three lavatories (£86).—E. C. Spray. 


Sunderland.—Corporation. Accepted:— 

Tramway rails.—Stecl, Peech & Tozer. 

D.c. meters.-—Ferranti, Ltd. 

L.p. cable.—Pirelli-General Cable Works, Ltd. 

Electric blower.—Consolidated Pneumatic Tool Co., Ltd. 

Two j-ton soot wagons.—W. G. Allen & Sons, Ltd. 

А.с. and d.c. disconnecting boxes.—Callender's Cable & Construction Co., 
Ltd. 

Feeder pillar.—Henlev's Telegraph Works Co.. Ltd. 

Steam pipe covering.—Sutcliffe Bros. & Bryce, Ltd. 


York.—In connection with its development scheme, the 
York Waterworks Co. has accepted the tender of: Messrs. 
Ruston & Hornsby. Ltd., of Lincoln, for three double-cylinder 
Ruston cold starting oil engines of 160 b.h.p. to be coupled 
direct to three high-lift pumps, each capable of an output of 
over 90,000 gallons per hour against a head of 900 ft. Addi- 
tional plant consists of a double-cylinder Ruston oil engine of 
100 b.h.p. to be coupled to a low-lift pump with an output 
up to 300,000 gallons per hour against a head of 40 ft. For 
lighting purposes a Ruston single-cylinder oil engine of 15 
b.h.p., direct coupled to an 8-kW dynamo, will be supplied. 


FORTHCOMING EVENTS. 


Societe des Ingenieurs-civils de France (British Section).— Monday, ‘une 
26th. At the Institution of Mechanical Engineers, Storev's Gate, S.W. 
At 5.30 p.m. Paper on “The Rhine Lateral Canal," by M. A. Antoine. 


Institution of Civil Engineers.—JTuesday, June 27th. At the Institution, 
Great George Street, S.W. At 8.30 p.m. Annual conversazione. 


Institution of Electrical Engineers. —Wednesday, June Brh. At the Insti. 
tution, Victoria Embankment, W.C. At 4.30 p.m, Unveiling: and dedica 
tion of the war memorial. 

Thursday, June 29th. At the Natural History Museum, South Kensing- 
ton, S.W. From 8.30 to 11 p.m. Annual conversazione. 

Electricity District Inquiry.—Second inquiry by the Electricity Commis 
sioners in connection with the South-West Midlands area. Thursday, Junt 
29th. At the Council House, Birmingham. At 10.30 a.m. 


“ELECTRICAL REVIEW” SERVICE 


DEPARTMENT. 


THE 


To enable us to complete replies to queries received this week 
we need the names of suppliers or manutacturers of :— 


The Vreeland oscillator for the production of currents of 
varying frequency (used in laboratory work). 


панаа 


NOTES. 


G.P.O. Engineers.—The Civil Service Correspondent of 
the Duily Telegraph states that the Civil Service Commission 
has declared the result of the open competitive examination, 
held in April and May last, of candidates for situations as 
assistant engineer in the Engineer-in-Chiet’s Department of 
the General Post Office. The following, in order of merit, 
ure the successful candidates :— 

C. A. Beer, W. G. Radley, Н. G. Davis, A. C. Warren, 
G. J. S. Tattle, L. Н. Harris, F. I. Ray, J. H. Reyner, W. Т. 


` Palmer, W. E. Hudson, Н. R. Harbottle, N. Yeadon, W. Е. 


Beer, W. West, and F. R. Perris. 

The subjects of examination were: Mathematics, electro- 
technology, materials, theory of machines, personal quali- 
ties (a subject never seen hitherto at a Civil Service examina- 
tion), and one only of the last three, viz., alternating cur- 
rents, electrical machines, heat engines. Sixty-eight candi- 
dates in all entered for the examination. 


Efficiency of Wireless Watchers.—The Merchant Shipping 
Advisory Committee, which was requested in December, 
1921, to inquire into the efficiency of watchers and the 
sufficiency of Section 1 (2) of the Merchant Shipping Wireless 
Telegraphy Act, 1919, had the advantage of hearing the views 
of representatives of the Association of Wireless Tele- 
graphists, of witnesses nominated by the Shipowners’ Parlia- 
mentary Committee, the Institute of Marine Engineers, and 
the Imperial Merchant Service Guild, and of Commander 
F. G. Loring, R.N., Inspector of Wireless Telegraphy of the 
General Post Office. The time at the disposal of the Com- 
mittee before the expiry of its term of office was, however, 
not sufficient to enable it thoroughly to investigate the cases 
submitted by the Board of Trade. As, however, after exami- 
nation of these cases it appeared that ig only four of them 
was technical inefficiency on the part of the watchers 
alleged, the Committee considers that, even if the allega- 
tions made should on further inquiry be eustained, they do 
not afford ground for advising any alteration in the 
present regulations. At the same time, the evidence 
in general reveals that in some cases there exists a 
want of friendly co-operation between the operators and 
the watchers, and the Committee is firmly of the opinion 
that shipowners, masters, and seamen’s organisations should 
be impressed with the esirability of encouraging such co- 
operation in the interests of all on board. It further most 
emphatically holds the view that watchers should not be 
removed from their duty during their period of watch. 
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Wireless Telegraphy and Signalling Act, 1922.—A Bill has 

n presented to Parliament y the Postmaster-General, to 
amend the Wireless Telegraphy Act, 1904, and to make fur- 
ther provision with respect to the reguleftion of wireless 
telegraphy and visual and sound signaliing. The Bill, which 
has been read a second time, porposes that the Wireless 
Telegraphy Act, 1904, shall become a permanent Act. 

The Postmaster-General may make regulations as to the 
terms subject to which licences, under the principal Act, 
are to be granted or withdrawn; for preventing interference 
with the working of wireless telegraphy by the generation 
or use of etheric waves for any purpose other than the trans- 
mission or reception of wire.ess messages; and for giving 
effect to, and securing compliance with, the provisions of 
any international convention. 

Any person acting in contravention of the regulations shall 
be liable, on summary conviction, to imprisonment for a 
terms not exceeding three months, or to a fine not exceeding 
fifty pounds. 

Sub-section (6) of section one of the principal Act is hereby 
repealed. 

Sub-section (1) of section two of the principal Act, which 
makes special provisions as to :icences for experimental pur- 
poses, shall cease to have effect. 

A person shall not send by wireless telegraphy a message 
of an indecent or offensive character; or a signal of distress 
of a false or misleading character, or improperly divu:ge 
the purport of any message sent by wireless telegraphy. 

Ány provisions of the principal Act or this Act which are 
applicable to ships, shall apply also to aircraft, with the 
necessary modifications. 

(1) The provisions of the principal Act as amended by this 
Act shall apply to any visual or sound signaliing station used 
or intended to be used for the purpose of communication from 
the British Islands with ships at sea as they apply to wire- 
less telegraphy stations. | 

It shall be lawful for the Postmaster-General during ап 
emergency to make such rules as appear necessary with re- 
spect to the possession, sale, purchase, construction, and use 
of apparatus for wireless telegraphy, or visual or sound в10- 
nalling. or component parts of such apparatus, and to 1m- 


pone penalties and forfeitures in respect of any breach of the 
rules. 


Magneto Research.—In report E.S.C. 52 of the Aero- 
nautical Research Committee it was shown that the sparking 
performance of an induction-type magneto, with shunt 
resistance, could be improved from 45 to 60 per cent. by 
reducing the secondary turns from the standard number of 
10,000 to 7,000. A later report by Dr. G. E. Bairsto, No. 
724 (E.1), I.C.E.. 313, extends the observations to a rotating 
armature magneto. Measurements are given for a Bosch 
D.U.4 machine of the spark voltage for various leaks and 
armatures having from 900/8,100 secondary turns. Low- 
speed characteristics, the shunt capacity characteristics. and 
the effect on the working of the primary circuit of reducing 
the secondary turns are considered. The conclusions arrived 
at are that the optimum number of secondary turns is 7,200 
(standard number is 8,400; and the average increased per- 
formance is 11 per cent. ‘The shape of the low-speed charac- 
teristic curve is practically unaltered. This is also shown to 
be in agreement with the theoretical analysis. The shunt 
secondary capacity characteristic curve shows an increased 
performance of 12 per cent. and the primary capacity needed 
to avoid arc-flashing is slightly increased, but this does not 
affect the performance with shunt resistance. It is shown 
theoretically that the primary maximum potential is propor- 
tional to k?N,/N.*. It is intended to extend the measure- 
ments to a battery and coil system. and at the same time a 
series of measurements of the various constants of the various 
windings will be carried out. 


Electric Signs.—Mr. G. P. Garbett, who was responsible 
for the construction of the electric signs described in our 
Issue of April 7th, read a paper on this subject before the 
National Association of Supervising E'ectricians on May 
9th. This paper was a study of the factors which go to make 
or mar the effectiveness of electric signs, and covered both 
theoretical considerations and details of practice. Most cle- 
ments of successful design are based on due regard to the 
fact that objects separated by less than a minute of arc to 
the eye are not separately distinguishable. If, therefore, 
at the maximum distance at which it is desired that the sign 
should be readable, the spacing between adjacent strokes in 
a letter. or between the adjoining letters, is such as to 
exceed the minimum апре, the definition will be clear to 
the average eve. — [f it is desired to secure continuity or a 
line of light it is clear that the lamp spacing must be less 
than the minimum angle. The proportions of each letter 
must be such that the letter appears clear to the observer 
both by day and night, and although the two are not always 
best served bv the same proportions, it has been found in 
practice that letters having a length equal to two-thirds of 
the height will give the best results, both as regards reada- 
bility and appearance, under both conditions. As regards 
the width of the letters, while by day the greater the width 
the better the result, at night the readability increases as 
the width decreases owing to the non-uniform distribution 


of the light over a wide surface. The form of mounting 
found to meet all requirements in the best possib.e manner 
is the channel form, which by day relieves the bare look of 


. the sign and affords much better protection to the lamps 


than other forms. At night it acts as a concentrating retlec- 
tor and prevents the light from "' spilling '' over and lighti.: 
up the background. The most suitable lamp is the 10-W 
size with a screw top; the best socket is a porcelain shell cou. 
taining the holder. For letters 3 ft. or more in height the 
most satisfactory spacing is 6 in. 


Appointments Vacant.—Mains assistant, for the Fulham 
B.C. eiectricity works; resident engineer (£300), for the 
Gorseinon Electric Light Co., Ltd. ; station superintendent, for 
the Loughborough Corporation electricity department; charge 
engineer, for the Ashton-under-Lyne Corporation electricity 
works. (See our advertisement pages to-day.) 

** Electric түл by Ассишшайоп.”'—А pamphlet with 
the above title has been published by the British Eiectrical 
Development Association (E.D.A. No. 270), im which the 
views cf M. Charles Boileau upon a * policy of electric beat- 
ing" are put forward. M. Boileau say that, hitherto, 
supply undertakings have met increased production costs 
merely by raising their tariffs, although the real remedy hes 
in an alteration of the character of their load. To offer 
cheap night rates is of little assistance to the domestic con- 
sumer, who requires to use his cookers, radiators, &c., during 
the day. The solution of the problem is the provision of 
appliances which will accumulate energy while it is cheap 
and release it when required by the consumer. '' There will 
not be a wide development of the use of electricity for heat- 
ing until we break deliberately with the existing policy ш 
distributing electrical energy. By installing accumulatin; 
methods we can give to the people the hygienic advantages 
and conveniences of electric heating on a large scale, at tne 
same time contributing to our own prosperity by permitting 
the use of thousands of kilowatts of plant now idle during 
the greater part of the twenty-four hours, economising i 
fuel, and bringing down the cost of producing electricity for 
all our consumers together.” | | 

Obviously it is difficult to fit special requirements to special 
supplies of surplus energy, but this ditficulty could be, to 
some extent, reduced by interconnection on an extensive 
scale between different supply areas. Apart from water heat- 
ing, dry heat accumulation stoves are made by several Con 
tinental firms. These have elements buried in inert matter 
capable of accumulating heat, such as steatite, concrete, or 
carborundum, the whole of which is enclosed in a heat-insu- 
lated casing, and generally with heat-insulating air spaces. 
The heat is released bv opening vents, which allow air 
currents to pass through the stove. In most cases these 
stoves require eight hours charging and discharge over a 
period of sixteen hours. In one small Continental city there 
are at present 1,400 heat accumulation stoves and 13" 
boilers working on the same principle, representing a night 
load of 5,000 kW. There is a number of successful water 
heating appliances upon the English market, but a studv 
of the dry-heat method, which is not so well known, might 
prove profitable. 


Electricity Districts. — Soura-East LANCASHIRE. — The 
second local inquiry relative to the constitution of the South 
East Lancashire Electricity District and the establishment 
of an Advisory Board for that area, was opened at the Man- 
chester Town Hall, on Tuesday morning. The Comuu- 
sioners have issued a draft order which was submitted to 
the constituent authorities of the district. The inquiry «~ 
сирей a little more than two hours. It was largely, of a 
formal character. The representatives of the London & North. 
Western & Midland Railway Companies objected to clauses 
which would have made it obligatory to supply statistics to the 
Board, and to accept the deciaion of the Commissioners with 
regard to recommendations by the Board upon alterations 
or extensions of the plant. The Town Clerk of Manchester. 
on behalf of the Conference of authorised undertakers who 
promoted the scheme, proposed that a clause be added to the 
order instructing the constituent authorities to advise the 
Board of any new contracts made by them. The Comms- 
sioners were Sir Harry Haward and Mr. H. Booth. In closing 
the proceedings, Sir Harry Haward said this was the fr: 
occasion upon which a second inquiry had been completed. 
and it was probable that the order for South-East Lancashire 
would be the first to go through Parliament. | 

Lonpon & Home CouNwTrEs.—The Electricity Commis- 
sjoners in their decision (Erec. Rev., December 23rd, 1:21: 
р. 866), on the acheme submitted at the London inquiry їп 
June and July, 1921, stated that they concurred generally in 
the technical proposals for the first stage of development, 
but that thev differed from the promoters on the proposls 
for the second stage. The Commissioners said thut their 
alternative proposals for the later stage should bring about 
"an annual saying of upwards of £1,000,000 (15 per cent. 
and 10 per cent. in fuel, with all the advantages derivable 
from a capital station, such as availability for large railway 
or other supplies in bulk on favourable rates.” 

Subsequent correspondence took place between the Com 
missioners and the Engineering Committee appointed by 
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the London County Council, and the Canference of Local 
Authorities, and nine electricity supply companies, with the 
resu.t that the Commissioners have agreed that a substan- 
tial modification must be made in the figures for comparative 
purposes with a consequent substantial reduction in the esti- 
mated saving between the Commissicners' proposals and 
those of the promoters. The Commissioners are of opinion 
that in fairness to the Engineering Committee this should 
be made known to the promoters. 

The Commissioners, nevertheless, adhere to their conclu- 
sion that their sjternative proposal to supplement existing 
stations during the second stage by capital stations (if the 
rate of growth estimated by the promoters is realised) will 
result in substantial economy compared with a further com- 
prehensive extension of existing stations. The impression 
which appears to have arizen that the Commissioners desire 
to fetter the engineers of the future Joint Authority by pro- 
posals made now for dealing with the demands during the 
second stage of development, is unwarranted. 

The consent given by the Commissioners to fhe County of 
London Electric Supply Co. to construct a station at Barking 
with an installation of 100,000 kW is (in the language of the 
agreement between that company and the London Joint Com- 
mittee (1920), Ltd., read to the Commissioners at the inquiry 
on July 28th last) ''for the needs of the County Co.'s own 
statutory obligations only." Whether or not that station 
will, hereafter, be made a capital station for wider purposes 
is a matter for the consideration of the future Joint Authority 
in the first instance, and for subsequent approval by the 
Commissioners. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—SUMMER MEETING 
OF THE WESTERN  CENTRE.—A Summer Meeting of the 
Western Centre of the Institution is to be held in 
the Gloucester district on July 24th, and the following 
programme has been drawn up: Assemble at Gloucester on 
the Monday; leave by charabancs for Cheltenham, where 
a Cominittee meeting will be held at 11.45 a.m. Luncheon 
will be served at 1 p.m. at the ‘‘ Pump Room,” Cheltenham, 
after which a charabane drive will commence at 2.15 p.m., 
travelling via Leckhampton Hil, Birdiip, Cranham, Pains- 
wick, Stroud, visiting the works of the Erinoid Co., or J. 
Walker (Sticks), Ltd., Woodchester, and Stroud. The party 
wii] then proceed via Stonehouse and Eastington to Frani- 
lode where tea will be served, and thence back to Gloucester, 
where an evening visit to the Cathedral is to be arranged. 
The cost to each person for luncheon, tea, and the charabanc 
drive will be from 12s. 6d. to 15s., and it is hoped that as 
many as possible will take part in the meeting. The com- 
pete success of the meeting cannot be attained without the 
support of the ladies, and early application for tickets is 
requested. To ensure absolute sociabilitv, members are asked 
not to use any private motor cars after assembling av 
Gloucester. | 


Sheffield and District Wireless Society.—On and after 
June Brd, the address of the Hon. Secretary of the Society 
will be 18, Linden Avenue, Woodseats, Sheffield. 


Hull Association of Engineers.—On June 13th, Mr. N. W. 
Prangnell gave a lecture and demonstration before a large 
meeting of the Association on the subject of the '' Laval 
Centrifugal Method of Purifying Lubricating and Electrical 
Oils, and the Separation of Liquids of Varying Specific Gra- 
vity." The lecture was illustrated by a number of slides 
which covered the theorv of separation by centrifugal force, 
as applied to these machines, and pictures were shown of 
a number of installations. A small capacity machine was 
used for a practical demonstration, and it was successfully 
shown how simple it was to return to its virgin condition 
some oil which was contaminated by the addition of 50 per 
cent. of water, and a quantity of sand and graphite. 


_Réntgen Society.—The following officers have been 
e ected for the session of 1929-1993 :—President. Sir Hum- 
phrey Rolleston. K.C.B.: Vice-Presidents, Prof. Sir W. H. 
Bragg, K.B.E., F.R.S.: Prof. Sir Ernest Rutherford, F.R.S.: 
A. E. Barclay, M.A., M.D. Hon. Treasurer, Geoffrey Pearce. 
Hon. Secretaries, E. A. Owen, M.A., D.Sc.: Russell J. Rev- 
holds, no B.S. Hon. Editor, G. W. C. Kaye, ОВ.Е., 
MAN, .ЭС. 
раа аав ае аА EM ITE 


OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whether eonnected 
with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL Review posted as to their 
movements, 


Battersea Borough Council Staff Committee reports that the 
Electricity Committee has informed it that as the plant 
capacity of the Council’s electricity undertaking has been in- 
creased from 10,000 kW to 12,350 kW, the Council’s electricity 


staff, at present in class E, are entitled to come into class F 

in accordance with the schedule of thé National Joint Board 
of Employers and Members of Staff of Electricity Undertakings 
and to receive the sa.aries payable under the new grading. 
The Committee recommends that the new grading and 
sa.aries be adopted. The following will be the salariea from 
June Ist, 1922:— 

Mr. H. F. J. thompson, chief assistant, from £745 to £778; Mr. T. Bennett, 
Station superintendent, from £000 to £584 (less £30 in respect of residence, 
fuel, light, &c.); Messrs. E. S. Colley, C. E. F. Evans, H. Brotchie, shift 
engineers, from £359 to £385; Mr. W. Magrath, mains assistant, and Mr. W. 
Mears, meter superintendent, from £359 to £385; Mr. А. S. Knight, installation 
inspector, from £345 to £378; Mr. A. W. Batten, commercial assistant, from 
£345 to £378; Mr. G. Carr, commercial assistant, from £306 to £332; Mr. F. 
Favell, draughtsman, from £322 to £354. 

The salaries are adjusted according to the rise or fall in the 
cost of living, and at present are based on the cost of living 
being 95 per cent. above pre-war level. 

Messrs. KENNEDY & DONKIN are removing their offices 
from Victoria Street, S.W., to Broadway Court, 8, Broadway, 
Westminster, London, S.W.1. Their new telephone number 
will be Victoria 3601 (three lines). 

Mr. James E. Sayers, M.I.E.E., hus taken as a partner 
Mr. Tuomas G. Crom, B.Sc., A.M.I.E.E., who has been his 
assistant for several years. The business will be carried on 
under the name of James E. Sayers & Co., consulting 
engineers and electricians, at 100, West George Street, Glusgow. 

Mr. A. J. BRipGE has left the Metropolitan-Vickers Elec- 
trical Co., Ltd., Manchester. and has been appointed head of 
the Publicity Department of the Brush Electrical Engineer- 
ing Co., Ltd., Loughborough. 

The Rt. Hon. W. C. BripcGeman, M.P., Secretary for Mines. 
announces that in connection with the forthcoming retirement 
of Mr. J. Dyer Lewis, Н.М. Divisional Inspector of Mines 
in charge of the South Wales Divisicn, he has promoted Mr. 
J. M. Carey, at present serving as a Senior Inspector in that 
division, to be Divisional Inspector in place of Mr. Dyer 
Lewis, and Colonel J. A. S. Rirson to be a Senior Inspector of 
Mines in place of Mr. J. M. Carey. 

Southport Town Council has appointed Mr. W. Т. GANN as 
principal assistant to the electrical engineer at a commencing 
salary and bonus of #470, increasing by two annual increments 
to £550. 

Captain CLEMENT Jackson, M.C., motor-"bus superintendent 
in the Sheffield city tramways department, who has been 
trained and had experience in all departments of the Shettield 
tramway service, was, on June l4th, selected as tramways 
general manager to the Keighley Corporation. There were 92 
applicants. Capt. Jackson succeeds Mr. J. A. Bromley, who 
was recently appointed general manager of the York tramways. 

The marriage took place on June 3rd of Mr. D. S. DEARDEN, 
assistant electrical engineer at the Hebden Bridge electricity 
works, and Miss ETHEL PICKLES, youngest daughter of Coun- 
cillor S. Pickles, Hebden Bridge. 

Wimbledon Town Council has made a grant of £75 to Mr. 
W. J. Oswatp, chief assistant electrical engineer, for the ser- 
vices rendered by him as acting chief electrical engineer from 
February Ist to May 3lst, and has decided that he be in- 
formed that the Committee appreciates the admirable 
manner in, which he had performed the duties devolving 
upon him, and the courtesy shown by him during that period. 

A Sydney newspaper reports that on April 20th a dinner 
to welcome home Mr. F. GorpiNa, chief electrical engineer. 
Postmaster-General’s Department, was given by the staff of 
the engineering branch of the Sydney Post Office. Mr. J. M. 
Crawford, State engineer for New South Wales, presided. Mr. 
Golding had just returned from a tour abroad, extending over 
12 months, examining the latest developments of telegraph 
and telephone work. In responding to a toast, Mr. Golding 
stated that with the improvements which would shortly be in- 
troduced in the Commonwealth, there should be no difficulty 
in speaking from Perth to Brisbane, when these cities were 
connected by trunk telephone lines. He had been greatly 
interested in the staff welfare schemes which were every where 
being introduced into the telephone exchanges, and great 
manufacturing concerns of America and England, and which 
were far in advance of anything hitherto attempted in 
Australia. 

It is stated that Mr. Percy CaMPLING, deputy engineer of 
the Rhondda Tramways Co., has been appointed to take charge 
of the Yarmouth Corporation tramway undertaking. 

Barnes Urban District Council Electricity Committee has 
considered the salary of the electrical engineer, Mr. DAVIDSON, 
and reports that under an award he is entitled to a much 
higher salary than that being received at present. viz., 
£952. also that he has not been paid the full Civil Service 
award on his existing salarv, but on the salary granted pre- 
vious to 1914. The Committee recommends that the time has 
arrived when Mr. Davidson's salary should be fixed without 
reference to & war bonus, and that as from June 1st, 1922, his 
07 should be £1,000 per annum, and that it should include 

nus. 

Mr. ARTHUR L. MADDEN has been appointed manager by Mr. 
Harrv Rogers, electrical engineer and contractor, Warrington, 
in nlace of Mr. J. B. Robertson. who has left his service. 

The marriage took place on 18th inst., at Nelson, between 
Mr. ALAN E. Dent, A.M.I.E.E., contracting electrical engineer, 
of Nelson, and Miss Ethel Ball, of Stoke-on-Trent. 

Mr. RosERT Leaca, A.M.I.E.E., has been appointed sales 
engineer to Messrs. Ferguson, Pailin, Ltd., for Lancashire, 
Yorkshire and North Wales areas. | 
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Obituary.—Mn. G. G. Warp.—We regret to learn of the 
death, which occurred in New York on June 15th, of Mr. 
George Gray Ward, chairman, vice-president and general 
manager of the Commercial Cable Co. and the Commercial 
Pacific Cable Co. He was also a director of the Direct West 
India Cable Co., Ltd., and the Halifax and Bermudas Cable 
Co., Ltd. George Gray Ward was born at Great Hadham, 
Hertfordshire, in December, 1844. He developed a taste for 
telegraphy at an early age, and while still at school received a 
prize for knowledge of the art. Upon graduation he entered 
the employment of the Electric Co., and, attracting atten- 
tion because of his aptness and industry, he rose rapidly. In 
1565 he entered the Egyptian Government telegraph service, 
and for some three years was stationed at Alexandria. He 
was one of the few Europeans te stick to his post during the 
cholera epidemic of 1865, and his valuable services were 
specially recognised by the Viceroy, Ismael Pasha. Resigning 
from the Egyptian service in 1869, he joined the first French 
Atlantic Cable Co., and was assigned to accompany the Great 
Eastern as a member of the electrical staff during the -laying 
of that company’s cable. Later, as superintendent of the 
Direct United States Cable Co., he organised that company's 
system in the United States. Here he made his first great im- 
pression upon the industry, to the furtherance ef which he 
was to devote his entire life. Through his eflorts the trans- 
mission of messages between New York and London was so 


Elliott & Fry) [London, 


THe Late Mr. Geo. Gray WARD, CHAIRMAN OF THE COM- 
MERCIAL CABLE Co. 


greatly accelerated that arbitrage transactions between the 
Stock Exchanges of the two cities were accomplished, a feat 
which had not been possible before. He also accelerated the 
transmission of news dispatches between the old world and 
the new, and it was he who introduced the system 
of registered addresses, which has since been adopted 
throughout the world, and has saved the cabling pub- 
lic milions of dollars. In 1884 Mr. Ward became 
general manager of the Commercial Cable Co., and 
in 1890 he was elected vice-president, both of which 
positions he held until his death. Mr. Ward, in this new field, 
was even more successful than he had been in earlier posi- 
tions; his sound judgment and business ability, together with 
his power to maintain discipline while holding the respect and 
affection of his subordinates, were assets of the utmost value. 
In 1906, after the laying of the Commercial Pacific Cable, he 
was decorated by the Emperor of Japan with the Order of 
Commander of the Rising Sun. He was a member of the 
Institution of Electrical Engineers, and acted on the other 
side of the Atlantic as local honorary secretary and treasurer 
of that Institution. 

Mr. Francis R. Reeves.—With further reference to the 
death of Mr. Е. R. Reeves, F.C.I.S., of which we made brief 


mention last week, we understand that the deceased gentleman 
was manager of the Jablochkoff Electric Light & Power Co. 
In 1877 he was called in by the then firm of R. E. Crompton 
and Co. and assisted in the conversion of that business into a 
limited liability company, with the title of Crompton & Co., 
Ltd., remaining with it for some years as secretary and subse- 
quently as general manager, from which position he retired 
in 1905. His son, Mr. E. Reeves is managing director of the 
company to-day. It is of interest to recall that Mr. Reeves 
was one of the first members of the Dynamicables and of the 
Electro-Harmonic Society. 


NEW COMPANIES REGISTERED. 


Summit Electrical Co., Ltd. (182,383).—Private com- 
pany. Registered June 9th. Capital, £100 in £1 shares. To carry on the 
business of electrical engineers, manufacturers of, dealers in, and agents for 
all kinds of general electrical supplies, motor cars and parts, and all 
materials, apparatus, and requisites for kinematograph theatres, &c. The 
subscribers (each with one share) are: A. Bonnella, ** Woodstock," Swain’s 
Lane, Highgate, N.6, manufacturing electrician; G. J. Bonnella, ** Kenil- 
worth," Bow Lane, North Finchley, N.12, manufacturing electrician. The 
subscribers are to appoint the first directors. Registered office, 11, Bucknall 
Street, Bloomsbury, W.C.2. 


W. Н. Sugden & Co., Ltd. (182,446).—Private company. 
Registered June 13th. Capital, £2,500 in £1 shares, To adopt an agreement 
with W. Н. Sugden and to carry on the business of electrical, mechanical, and 
general engineers, manufacturers and workers of and dealers in electricity, 
&c. The first directors are: W. H. Sugden (permanent managing director), 
50, Jersey Road, Ilford; Mrs. D. E. Sugden, 50, Jersey Road, Ilford. Qualift- 
cation: £100. Secretary: ‚Н. C. Mundy. Registered office: Glenny Road, 
Barking. 


E. N. Bray, Ltd. (182,489).—Private company. Regis- 
tered June 15th. Capital, £3,000 in £1 shares. To carry on the business of 
electrical engineers, contractors and manufacturers, &c. The first directors 
are; E. N. Bray, 7, Bisterne Avenue, Walthamstow, E.17; E. S. Dawn, 19, 
Hermitage Road, Westcliff-on-Sea, Essex; R. C. Court, 17b, Sandcroft Street, 
Kennington Cross, S.E.11. Qualification: £100. Secretary: E. S. Dawn. 
Solicitors: Warrens, 5, Bedford Square, W.C.1. 


Johnson Savage & Co., Ltd. (182,492).—Private company. 
Registered June 15th. Capital, £500 in £1 shares. To carry on the business 
of electricians, mechanical engineers, suppliers of electricity, &c. The pro 
visional directors are: R. M. Johnson, 189, Wightman Road, Harringay, N., 
merchant; E. M. Savage, Nithsdale, Eversley Park Road, Winchmore Hill, 
N.21, merchant. Secretary: Е. М. Savage. Registered office: 1, Argyle 
Street, Oxford Circus, W.1. 


Dundee Electrical Repairs Co., Ltd. (12,256).—Private 
company. Registered in Edinburgh June 12th. Capital, £3,000 in £1 shares. 
To carry on the business of repairing all classes of electrical plant and ma- 
chinery, &c. The first directors are: W. Brand, 191, Clepington Road, Dundee, 
engineer; W. А, Andrew, 191, Clepington Road, Dundee, engineer; T. Innes, 
187, Clepington Road, Dundee, engineer; J P. Andrew, 23, Halbeath Road, 
Dunfermline, vintner; J. Tavlor, Forth Street, Dunfermline, confectioner. 
Qualification: £100 shares. Secretary: Wm. A. Andrew. Registered office : 
Graham Street, Dundee. 

Ltd. 


British Radiophone, (182,427).—Private company. 
Registered June 18th. Capital, £2,500 in #1 shares. To carry on business 
as manufacturers of and dealers in apparatus of all kinds relafíng to wireless 
telephony and telegraphy; to deal with land and submarine telegraphs, &«. 
The first directors are: N. de M. Watsham, Beechdale, Western Elms Avenue, 
Reading; A. Н. S MacCallum, Hillcroft, St. Peter's Hill, Caversham. Regis- 
tered office : 33, King Street, Covent Garden, W.C. 


Verdon Cutts & Co., Ltd. (182,419).—Private company. 
Registered June 12th. Capital, £10,000 in £1 shares. To acquire the business 
of a consulting and contracting engineer and electro-metallurgist carried on by 
V. O. Cutts at Townhall Chambers, 87, Fargate, Sheffield, as ''* Verdon Cutts 
and Co.," and to carry on the business of electrical and mechanical engineers, 
founders, smelters, smiths, &c. The first directors are: C, Longbottom 
(chairman), Forest Hill, Worksop; V. O. Cutts (permanent managing director), 
Tregenna, Sunnyside, Worksop; D. Flather, Banner Cross Hall, Sheffield; 
D E. Beardshaw, 3, Crescent Road, Sheffield. Qualification: £250, Re- 
muneration (except permanent managing director) as fixed by the company. 
Secretary: А. E. Cutts. Registered office: Town Hall Chambers, 87, Fargate, 


Sheffield. 

Specialities (Liverpool), Ltd, (182,418).—Private com- 
panv.—Registered June 12th. Capital, £2,000 in £l shares. To take over the 
whole or any part of the property, assets, goodwill and all ог any of the debrs, 
liabilities and engagements of H. F. Kerley and Winifred E. Kerley, trading 
at 45, Seel Street, Liverpool, as '' The Electrical Specialities Co.,'"" and tc 
carrv on the business of manufacturers, importers and exporters of and dealers 
in electric lamps, shades and electrical accessories of all kinds, &c. The 
permanent directors are: H. F Kerley (managing director), 45, Seel Street. 
Liverpool; Winifred E. Kerley, 45, Seel Street, Liverpool. Qualification : 906 
shares. Remuneration (except managing director) as fixed by the company. 
Solicitor: W. Abercromby, 14, Cook Street, Liverpool. 


Evered & Co., Ltd.—Registered on June 12th as a private 
company, with a nominal capital of £50,000 in £1 shares. The objects аге: 
To acquire all or part of the undertaking and assets of the business carried 
on by Evered & Co., Ltd., in London, Birmingham und elsewhere, and to 
carry on the business of brassfounders, coppersmiths, wrought and cast iren 
workers, ironmongers, hardware merchants. and factors, stampers, pieroers, 
electroplaters, gilders, engravers, manufacturers of tubes, and gas, water, 
steam, electric light and power fittings and apparatus, stoves, lamps, burners, 
monumental brasses, ecclesiastical and other metal work, cabinet and furniture 
makers, timber merchants, box, crate and packing case manufacturers, manu- 
lacturers of paint and varnish, metal and wood bedsteads, ship berths, mat- 
tresses and bedding, &c. The signatories to the memorandum of association 
(euch subscribing for one share) аге: S. Evered, 25, Highfield Road, Edgbaston, 
manufacturer; J. Н. Wilson, Derridge House, Derridge, Warwickshire, manu- 
facturer The first directors are:: J. Н. Wilson, H. E. Wilson, E. A. Wilson 
and S. Evered. Qualification: £l. Remuneration (except managing and 
specially remunerated directors) not more than £2,000 per annum divided be 
tween them. Solicitors: Pinsent & Co., 6, Bennetts Hill, Birmingham. No 
notice of situation of registered office was filed at time of incorporation. The 
file number is 182,412. 


Electrico, Ltd. (182,506).—Private company. Registered 
June 16th. Capital, £6,000 in #1 shares. To carry on the business af 
manufacturers of, and dealers in, electrical goods, &c. The permanent directors 
are: E. Brontman, 139, Bournemouth Road, Parkstone, Dorset (managing 
director); A. E. Glassey, ' The Homestead," 22, Penn Hill Avenue, Park- 
stone, Dorset; F. R. Ozzard, ** Charlton," Woodside Road, Parkstone, Dorset, 
H. Kirby, Linden Hal! Hydro. Old Christchurch Road, Bournemouth; J. 
Brewer, “ Hatfield," Poole Road, Branksome, Bournemouth West. Qualifica 
tion: 139 shares. Remuneration: £5 each per annum. Secretary: H. G. 
Perrett, Registered office: 105, Old Christchurch Road, Bournemouth. 
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Bedford Electrical and Radio Co., Ltd. (182,405).—Pri- 
vate company. Registered June 12th. Capital, £1,000 in £1 shares. Р То 
acquire the business of electrical engineers, builders, carpenters and joiners, 
house decorators, and automobile engineers carried on by A. J. E. Osbourn, 
and to carry on the business of electricians, manufacturers and repairers of 
or dealers in mechanical and electrical appliances, including telegraphs, tele- 
phones, wireless telegraph and telephone apparatus, &e. The first directors 
are: А. J. E. Osbourn, 6, Larke Street, Bedford; C. T. Morris, Quakers 
Farm, North Crawley, Bucks. Qualification: £1. Registered office : 22, Caimp- 
bell Road, Bedford. 


OFFICIAL RETURNS OF ELECTRICAL 
- COMPANIES. 


1922, to secure £3,000, charged on 60, London ола, Leicester. 
F. W. C. Bowler. Kirby Muxloe, Leicestershire. 


Calcutta Tramways Co., Ltd.—Satisfaction in full on 
June 2nd, 1922, of second debenture dated December 13th, 1921, securing 
£150,000. 


Chagford & Devon Electric Light Co., Ltd.—Satisfaction 


to the extent of £2,925 (being amount issued) on May 8th, 1922, of debentures, 
dated January 16th, 1911, securing £3,000. 


Edmundsons Electricity Corporation, Ltd.—Satisfaction 
in full on June 2nd, 1922, of charge dated April 13th, 1920, securing £100,000 
prior lien stock. 


Olso-Light Co., Ltd.—Particulars of £15,000 debentures 
authorised May 2151, 1922; charged on the company's undertaking and pro- 
perty, present and future, including uncalled capital; present issue £2,500. 


Burke Electrical Manufacturing Co., Ltd.—Debenture 
dated June 9th, 1922, to secure all moneys due or to become due, charged on 
the company's undertaking and property, present and future, including un- 
cilled capital. Holder: J. Bibby, 36, Kingsway, W.C. 


Coates & Co. (Sheffield), Ltd.—Particulars of £6,500 de- 


bentures authorised June 9th, 1922, charged on the company's undertaking and 
property, present and future, including uncalled capital (if any); whole amount 
issued. 


Hindhead and District Electric Light Co., Ltd.—Issue on 


June 6th, 1922, of £100 debentures part of a series already registered, 
Newcastle and Sunderland Оху: ЕІесігіс Welding and 
Metallurgical Co., Ltd.—Debenture to bearer dated May 


Vth, 1922, to secure £300, charged on the company's undertaking and pro- 
в ’ » », K . It = » к p 
ert resent and future, includias uncalled capital; present issue £2,500. 
‚р ; ; 


Midland Electric Light and Power Co., Ltd.—Pagticulars 
of £30,000 debentures, authorised December nd, 1921; charged on the com- 
panv's undertaking and property, present and future, including uncalled 
Capital; present issue £14,000. 

Issue on December 12:h, 1921, of £10,000 debentures, part of a series already 
registered. 


W. A. Meadows & Co., Ltd.—T. W. Hayes, of 13, Albion 


Street, Hanlev, ceased to act as receiver on December oth, 1921. (Notice filed 
June 9th, 1922.) - | 


Hackbridge Electric Construction Со., Ltd.—Mortgage 
dated May 25th, 1922, to secure £10,000 charged on land, buildings, machinery, 
&c., at Hackbridge, Surrey. Holder: A. f. Drapkin, 33, Highbury асе, 


Highbury, М. . | 
Saunders Electrical Co., Ltd.—Debenture dated May 23rd, 


‚ to secure £1,000, charged on the company’s undertaking and property, 
present and future, including uncalled capital, eubject as to certain leasehold 
premises to a prior mortgage. Holders: G. E. Stanley, 23a, Coundon Road, 
Coventry, and C. G. Tysoe, Godiva Street, Coventry. 


Arrota Electrical and Motor Accessories Co., Ltd.—Parti- 
culars of £15,000 debentures authorised October 28th, 1921; whole amount 
Issued; charged on certain land and premises in South Lines., subject to mort- 
Rage for £3,000 and the company's undertaking and property, present and 
future, including uncalled capital. 


Newmarket Electric Light Co., Ltd. (44,450) .— Capital. 
£30.000 in £10 shares. Return dated April 3rd, 1922. 2,000 shares taken up. 
£26,560 paid. Mortgages and charges, £14,200. 


City of London Electric Lighting Co., Ltd. (34,406).— 
Return dated March 29th, 1922. Capital, £2,000,000 in £1 (400.000 6 per cent. 
first preference, 300,000 8 per cent. second preference, 800,000 ordinarv, and 
900,000 undenominated). АП the preference and ordinary shares taken up. 
£1,500,000 paid. Mortgages and charges, £800,000 | 


3 


Rustproof Engineering Co., Ltd.—Particulars of £1,000 
debentures, authorised June 8th, 1922, charged on the company's undertaking 
гер. present and future, including uncalled capital; whole amount 


es 
CITY NOTES, 


The profit for 1921 was £305,208, plus 


sage dated Мау 20th, 
Holder : 


Richardsons, £54,027 brought forward, but less two 
Westgarth and years’ preference dividend to April, 1919, 
Co., Ltd. paid in June last (£42,000). After paving 


debenture interest, preference dividend for 
the vear ended April, 1920, putting £45,000 to depreciation, 
£50,000 to reserve, and providing £50,000 for development of 


Diesel engines for ship propulsion (which are to be manu- 


factured under. licence from Messrs. Beardmore), it is pro- 
posed to pay two years’ preference dividend (to April, 19232). 
to pay 8 per cent. on the ordinary shares, and to carry forward 
£54,785. It is stated that the financial position of the com- 
pany із at present stronger and better than ever before. 


The directors, in their report for the 
year ended December last, state that the 
units sold amounted to 46.533.098, a de- 
crease of 10,510,549, as compared with 1990. 
| This decrease is attributed largely to the 
atoppage Jn the coal industry and to difficulties with the 
plant which have now been remedied. The commercial side 
of the undertaking is operated by the Treforest Electrica] 

nsumers Co., Ltd., and after payment of all working ex- 


South. Wales 
Electrical Power 
Distribution Co. 


penses there is a credit balance from that company of 
£35,204, which, with £4,417 brought forward, makes avail- 
able а balance of £39,711. Deducting the interest on the. 
two classes of debenture stock of the company and deprecia- 
tion on the new plant, £3,653 remains to be carried forward. 
The agreement between the company and the Treforest Elec- 
trical Consumers Co., Ltd., has been revised, and the com- 
pany's ВШ adjusting the ordinary share capital and con- 
taining other provisions advantageous to the shareholders 
has been passed by the House of Lords and read a second 
time in the House of Commons. The Electricity (Supply) 
Bill introduced into Parliament by the Government is receiv- 
Ing the careful attention of the direetors. Mr. W. Gascoyne 
Dalziel, chairman of the company since 1907, has resigned 
the chairmanship, to Which, Mr. Westgarth Forster Brown 
has been elected. Mr. Dalziel still remains a member of the 


board. | . 
The directors in their report for the year 
Edmundson's ended March 31st, 1922, state that after 
Electricity providing for income tax, mortgage and 
Corporation, note interest and debenture stock charges, 
Ltd. the net profit amounts to £31,369, as com- 


pared with £16,053 for the previous year. 
With the balance of £14,143 brought forward, the total profit 
available is £45,512. The directors recommend payment of 
the dividend for the year, and the arrears of dividend, on the 
cumulative preference shares, absorbing £24,000: and a divi- 
dend of 3 per cent. on the non-cumulative preference shdres, 
£6,000: leaving to be earried forward £15,512. During the 
year, £56,100 of the 61 per cent. three-year notes were paid 
off at a premium of £250 10s., leaving £18,900 outstanding. 
The directors intend to redecm these remaining notes when 
they fall due for repayment next February. [n the mean- 
time, they have arranged with the trustees to accept Govern- 
ment bonds in lieu of prior lien debenture stock as collateral 
security for the notes, and the prior lien debenture stock has 
accordingly been released and cancelled. 


, CAPITAL EXPENDITURE AND GRoss PROFITS OF SUBSIDIARY 


AND OTHER COMPANIES. 


Gross profit 
(before pro- 


Capital viding tor Lond 
expended capital charges connected 
Dec. 3156, and depreciation). in EW, 

- Name, 1921. 1921. 1921 
Alderley .. EN “se £59,881 £5,208 1 0 
Bromley .. vs zs 169,861 18,459 26 
Folkestone 250,555 18,858 7,002 
Guernsey X: xs 168,942 16,527 6,142 
Isle of Wight .. io 290,034 20.625 7,035 
Ilfracombe dis M 36.084 2,407 1,198 
Lancashire Co, 1,561,431 94.339 А 
Lymington - 39,409 3,668 960 
Melton Mowbray es 49,759 7,166 1,409 
Newmarket 24 =a 46,051 8,435 1,888 
North of Scotland Ra 140,184 11,429 5,297 
Ramsgate us b 55.545 8,033 2,0677 
Bcarboro' Trams ө 99,430 807 — 
Salisbury ж iu 71,509 9,103 1 87 
Southwold > ee 4,508 . 509 250 
Urban Co. Group фе 1,856,902 106,164 . 48,120 
Whitchurch T ds 6,724 ` 1,0 2 159 
Wycombe Зи RS 127,938 17,001 |. 8,6651 
Cromer ..  ... sce 34,520 451 768 
Dorking ..  .. s 47,285 8,028 1,610 
Frome . : 68,842 5,292 2,472 
Hamilton - .. ° 98,084 5,089 8,945 
Burbiton .. x ET 11,126 5,976 . - 2,938 

Total 1921 .. .. £5,174,869 £863,617 146,724 кү, 

» .1920 .. £4,192,656 £299,774 134,259 kW. 


The result of the company's operations 
Lisbon Electric for the year ended December, 1921, after 
Tramways, Ltd. deducting interest and amortisation due on 
the debentures of the Companhia Carris 

de Ferro de Liboa, and after the payment of £24,415 interest 
on and redemption of the debentures of this company, and 
also the payinent of London expenses and directors’ remunera- 
tion, shows a loss of £29,184. To this is added the balance of 
loss brought forward from last year, £19,971, which gives the 
sum of £48,455 to be carried forward to the debit of next year’s 
profit and loss account. During the past year the iramways 
have carried — 83,626,312 passengers with receipts of 
Esc. 11,102,068, as compared with 80,567,940 passengers and 
receipts of Esc. 6,088,286 in the preceding year. The working 
of the tramway was again adversely affected by the stoppage 
and restriction of the service owing to strikes and other dis- 
turbances, but notwithstanding these disadvantages it will be 
seen that a larger number of passengers was carried; the 
receipts also showed a substantial increase, the period covered 
having the full benefit of the higher fares put into force in 
June and December of the previous year. The rate of exchange 
at the beginning of the year stood at 62d. per Escudo and at 
the closc of the year had fallen to the low figure of 4 7/16d. 
This has materially increased the working expenditure and 
especially the cost of all supplies purchased outside 
of Portugal. No increase in the fares was obtained 
during the period under review, although constant 
applications were made both to the Government and the 
Camara, in view of the operating losses. A Commission was 
appointed in July last by the Portuguese Government to 
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inquire into the matter, but its recommendations were not 
carried out as the Camara withheld its approval, and it was 
not until the present year that an agreement was at last con- 
cluded, to enable an increase in the tariffs to be made, which 
it is hoped will put the company’s future operations on а 
sounder basis. | 

Mr. Р. E. Beacheroft presided over the 


Electric annual meeting, held on June 15th, and in 
Construction moving the adoption of the report con- 
Co., Ltd. gratulated the shareholders on the fact 


that the accounts showed a reduetion in 
net profit of only £425, as compared with the previous 
year. The gross profit from manufacturing and contracting 
was £19,530 less, but that was made up, all but £425, as 
foliows: Interest, dividends, and transfer fees produced. 
£3,243 more; general charges and directors’ fees were re- 
duced by £3,370; and maintenance of plant and building by 
£7,492. The net revenue for the past financial year amounted 
to £82,085, which is being dealt with a3 stated in the report. 
The transfer to a dividend equalisation fund was a new de- 
parture. Keeping in view, however, the uncertainty regard- 
ing next year's trading, in consequence of the severe depres- 
sion in trade which still prevailed, he felt confident they 
would endorse the directors’ recommendation: The aboli- 
tion of Excess Profits Duty enabled them to make this pro- 
vision for the coming year, and he was oniy sorry that while 
congratulating themselves on the abolition of a short-sighted 
and injurious form of taxation, he was unable to couple with 
it the withdrawal of the Corporation Profits Tax, which 
was equally condemned. 

There were one or two items in the balance sheet on which 
he had to comment. The first was properties, patents, and 
goodwill, which now stood at £350,705. Since the accounts 
were made up, a careful valuation made by their own staff on 
a very conservative basis had been completed, from which it 
was evident that the va:ue of buildings, plant and machinery 
and other fixed assets exceeded the amount in the balance 
sheet. The result of this valuation was what was expected. 
as the properties for many years had been maintained out of 
revenue in a high state of etüiciency, and the provision for 
depreciation had also been liberal. They considered, there- 
fore, that the reference to patents and goodwill in the balance 
sheet should in future be eliminated. That would improve 
the appearance of things. Stock-in-trade and work in pro- 
gress and sundry debtors were considerably less than last 
vear, and reflected the depression in trade through which 
they were passing. The directors, however, did not take a 
despondent view of the prospects, but so long as the trade 
of the country continued to be paralysed by one strike after 
another, trade was bound to suffer. Work in progress on 
March 31st last was considerably reduced, but he was pleased 
to say that the conditions had improved and orders since 
the beginning of the new financial year were 50 per cent. 
greater than in the corresponding period last year. Whether 
the improvement would be maintained he was not prepared 
to prophesy, but the settlement of the engineer's lock-out 
should give the trade of the country a considerable 
impetus. The next item was investments, amounting to 
£292,167, the valuation having been made at the market 
prices on March 31st or under. They had a very substantial 
appreciation on investments bought and ao'd during the 
financial year, but no part of the appreciation had been 
brought into the accounts. When trade revived they would 
have to realise a large portion of those investments, and if 
prices should be less than those prevailing on March 3lst, 
they would have a substantial internal reserve to fall back 
upon. On the other side of the balance sheet it would be 
noted that £47,900 of their debenture stock had been can- 
celed. For some years they had been purchasing what 
stock came on the market, and keeping it alive for the pur- 
pose of re-issue if necessary. This was merely a precaution 
adopted when they first began to redeem the stock, but as 
there was now little likelihood of their requiring to re-18sue, 
the amount purchased to March 31st last had been can- 
celled, and any purchases in the future would also be can- 
celed. Sundry creditors and credit balances amounted to 
£79,231, but no less than £52,200 was provided for Govern- 
ment taxation. With the abolition of excess profits duty 
there would be a larger reversion of profits to the share- 
holders, but it shouid be kept in view that income tax would 
he greater in consequence, although they would, of course, 
benefit by the reduction from 6s. to 5s. in the £. It waa 
unnecessary to emphasise the financial position of the com- 
pany, as the accounts spoke for themselves, but he con- 
sidered that their position reflected great credit upon 
those who adininistered the business. They were not caught 
with a large stock at inflated prices, and anv depreciation 
had been fully provided for. Provision had also been made 
against forward contracts for their staple artic'es of consump- 
tion, and the new financial vear would accordingly not be 
handicapped in those respects. He was peased to be able 
ta renort thet notwithstanding all the unreat in the indus- 
trial world the relations with their own workpeon'e con- 
tinned to he of the most harmonious character, and opera- 
tions in their workshops had proceeded without interrup- 
tion. They had, of course, suffered indirectly through the 
Prolonged dispute in the engineering industry. and it waa to 
be hoped that a greater amount of co-operation would pre- 


уап in future. ‘To the staff and workpeople generally their 
best thanks were due for their efforts during the past year, 
So far he had dealt with the affairs of the company, but he 
might be permitted to add а few words on the genera; 
situation. The engineering dispute had delayed a lon; 
looked for*revival in trade, but they were glad to note that 
a settlement had been reached after prolonged negotiations. 
It had been the lot of the chairmen of most industrial com- 
panies to present very unfavourable balance sheets and роқ 
and loss accounts to their shareholders during the past vear, 
und many large and important companies had had to divert 
profits from the pocketa of the sharehoiders to make ро 
heavy depreciation in stocks, and in many instances gross 
profits had been converted into deficits, which would have 
to be made good in future years. The aftermath of the dis. 
astrous war had left a legacy which, to make good, would 
require all the best and latent energies of those who carried 
on the trade of the world. It was common knowledge thai 
when peace was declared it was anticipated that an era of 
prosperity would set in for many vears, and manufacturers 
purchased huge stocks at prices which beat all records, anti- 
cipating that the wastage caused by the war would create 
a demand for many vears to come to make good the devas 
tated areas. The result they all knew. There was a boom in 
trade for a short time, but owing to the lack of purchasing 
power of every country, except America, this boom “ peterea 
out " all too soon, and many of those who had stocked 
their barns to overflowing had to write down the stocks thev 
were carrving to current values. He repeated what he sud 
last year that before the country could recapture its export 
business lower costs of production were essential, and those 
could only be obtained by a lower standard of wages and 
salaries, by a lower margin of profit, and by increased out. 
put. But above ali, there must be co-operation between 
capital and labour, for without it all efforts would be m 
vain.. To that end he would counsel the adoption to a far 
greater degree than hitherto of the piecework system, which 
was not now regarded by labour with the same antagonism as 
formerly. If adopted labour would procure week by week 
the fruit of its own effort without being dependent on profita 
which were not ascertained for many months, but it also 
involved absolute good faith on the part of employers re- 
garding the strict observance of contracts made as the 
results of experience and after proper deliberation. Mr. 
James Gray (managing director) seconded the motion. which 
was adopted without discussion. 


Mr. J. S. Austen, the chairman, pre 
British Electric sided over the 26th annual meeting held 
Traction Co., at the Holborn Restaurant on Friday last. 
Ltd. and in moving the adoption of the report. 
| said that the board asked the shareholders 
to sanction the payment of a dividend of 44 per cent., as 
compared with 4 per cent. a year ago. Some of them might 
ask why the directors paid an increased dividend when their 
earnings were only about the same as they were a vear ago. 
The answer was that they believed their income wa: more 
stabilised and that it was daily becoming more  stabilised 
still, and consequently they felt justified in going much 
nearer to their limit than they had done before. Put brietly. 
during the past year they had earned the 44 per cent. div: 
dend which they proposed to pay, and in addition they had 
earned a sum of about £31,500. Out of that sum thev pre 
posed to put £14,000 odd to reserve, and to add about £17.14») 
to the carry forward. The net results were almost exactiv 
the same as they were a year ago, but there had been very 
considerable changes in the component. parts, which bad 
produced those results. They had had increases on sume uf 
their investments aggregating about £41,500, but against 
that they had had losses on others amounting to 440,000). 
It was only to be expected in a company like that with a 
multitude of investments that the gains, as a rule, would 
meet the losses and in good years wou'd surpass them. It 
was difficult to draw any general conclusions from the re 
sults of the past year, but it would probably interest them 
if he summarised what the various branchea of the busines 
were doing at the present moment. Their main busines 
might be divided into three classes:—tramways, electri 
power, and electric lighting. With regard to tramways 
during the current year up-to-date, there had been a fail): 
off in the receipts. It might not be quite safe even to trv 
and specify what that failing off was, but it amounted to 
about 20 per cent. That was a serious amount, but against 
that the tramways would make a very considerab'e saving in 
expenses. On the who'e he rather doubted whether the re 
sults from the working of the tramwavs this year would 
be $0 good as they were in that under review. Ағ to 
electric power, it was obvious that owing t^ the engineerinz 
strike and depression in trade, there would be a decrease. 
Electric lighting. which also included the use of electricity 
for domestic purposes, received a stimulus during the war. 
and at present there was no set-back, and he did n« 
believe that any set-back was coming. In other words. elec- 
tric lighting was doing fairly well at present. А [с 
division of their business was that relating to motor omni 
buses, in country districts more particularly. The business 
was not a gold mine, but there was a living in it. To he 
profitable it must be conducted by men who were thorouh': 
conversant with it, and above all it was essentially a business 
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that must be conducted by large companies. The protits 
were not such as would stand much competition, and mm 


that respect he was inclined to think they had not got much : 


to fear, because the 'buses had to be licensed by the locai 
authorities. Those authorities knew their business, and he 
could not imagine that they were going to allow more 'buses 


to go and wear out their roads than the necessities and the: 


convenience of the public required. That was a protection upon 
which he thought they might justly count. Their interest 
in the ‘buses was mainly derived from their subsidiary 
company, the British Automobi:e Traction Co., and in ad- 
dition they had a very large ‘bus interest derived from their 
tramway companies. Their interest in 'buses was likely to 
increase as It was capable of expansion. Two of their sub- 
sidiary companies had made new issues of capital—the Shrop- 
shire Power Co., which made a very successful issue, and 
the British Automobile Traction Co., which was not so 
favourably received by the publie. He thought the public 
was wrong there, but there was a certain justification for 
its attitude in that this 'bus business in rural areas was a 
new business. Having stated that it was the present inten- 
tion of the directors, if circuinstances were satisfactory, to 
declare an interim dividend about December next, the chair- 
шап said that as to the future, it was very difficult in a com- 
pany like that with such varied undertakings to forecast 
exactiv what was likely to happen. 
he had now had two years’ experience of the company, and 
as tine went on his regard for the company increased, ‘and 
he could see no reason why it should not continue to steadily 
progress in the future. He was not tying himself down to 
an increased dividend during the coming year, but he looked 
forward to a steady increase in усагв to come.—Mr. Emile 
Garcke seconded the motion, which was adopted after a 


short discussion. 
The report for 1921 showed a gross 
Madras revenue of £153.919, and working ex- 

Electric Supply penses of £74,933, as compared with 

Corporation, Ltd. £142,828 and £62,636 respectively, in 1920. 

Deducting £19,739 for adjustment of ex- 
change left a balance on revenue account of £590,247, as 
against £81,446—a decrease of £22,199. The net revenue 
was £26,487. Adding to this the amount brought forward, 
and deducting the preference dividend, left an available 
balance of £30,356. This was distributed as follows :—Divi- 
dend of 8 per cent., free of tax, on ordinary shares, £15,183; 
additional remuneration to directors, £445: transferred to 
general reserve fund, £5,000; carried forward, £9,728. 

In presenting the report at the annual meeting, held on 
June 14th, the Chairman (Mr. James Grav) pornted out 
that there was a loss upon exchange as compared with a 
gain of £1,254 in 1920. Working expenses showed a greater 
Increase than the revenue, chiefly due to increased fuel 
costs and wages adjustments. Although, aa predicted at 
the last meeting, the growth of business had received a 
check owing to the delay in the installation of additional 
converting plant, the total kW connections had been more 
than maintained owing to the connection of several large 
power consumers. With the exception of the tramways, 
. Which were affected by a strike in the early part of the year, 
Increased suppliea were taken in all directions. The Cor- 
poration was indebted to the Government of Madras for the 
. removal of the restriction of the price increase to three years 
Commencing August Ist, 1919. Now the tariff would be sub- 
.Ject to the ordinary provisions of the Indian Electricity Act. 

. Тһе capital expenditure on buildings and machinery during 
the year amounted to £29,070, this being represented chiefly 
DY а new water-tube boiler and three new sub-stations. 
_ Mains extensions cost £21,216. 
To meet the growth of demand additional generating and 
converting plant was being installed. This included a water- 
tube boiler, a 5,000-kW turbo-alternator, and 3,000 kW of 
rotary converters. The debenture issue to provide the funds 
for this plant was very successful, having been subscribed 
twelve times over. 

In seconding the motion for the adoption of the report and 
accounts, Mr. J. G. B. Stone gave some particulars of his 
recent visit to India when he inspected the whole of the 
Corporation's undertaking. He said that, at present, there 
was not a large industrial load, probably owing to the fact 
that really cheap power was not available. Now that the 
Corporation was in a position to offer cheap power the indus- 
trial load would grow. The report and accounts were 
adopted and the retiring director, Mr. K. A. Scott Moncrieff, 
МТ.Е.Е., was re-elected. 


, Veritys, Ltd.—The financial Press reports that after pro- 
viding £92,783 for depreciation, the accounts for 1991 show a 


net loss of £3,002. .To this is added £6,300 for interim divi- : 


dends paid during the year, and the credit balance of £1,656 is 
deducted, leaving a debit of £7.646 to be carried forward. 


India Rubber, Gutta Percha and Telegraph Works Co., 
Ltd.—According to the Financier the directors regret thev are 


e to recommend an interim dividend on the ordinary 
Shares, 


James Keith & Blackman Co., Ltd.—Dividend on the 
ordinary shares at 74 per cent.. free of tax, for the year ended 
March, 1922. Carried forward, £15,944. 


All he could say was that . 


Stock Exchange Notices.—Application has been made to 
the Committee to allow the following to be officially quoted: 
—Cordoba Light, Power & Traction, 665,811 seven per cent. 
cumulative preference shares of £l each, fully paid, Nos. 
l to 665,811. 

Johnson & Phillips, 437,500 ordinary shares of £1 each, 
fully paid, Nos. 1 to 437,500. 

Dealings in the following have been specially allowed by 
the Committee under Rule 148a :— 

British Thomson-Houston.—1,000.000 seven per cent. cumu- 
lative preference shares of £1 each, fully paid, Nos. 1 to 
1,000,000. 

The undermentioned have been ordered to be officially 
quoted :— ' 

Llanelly and District Electric Lighting and Traction. — 
20,000 6 per cent. cumulative preference shares of £1 each, 
fully paid (Nos. 175,001 to 225,000). 

Mersey Power.—£300,000 74 per cent. mortgage debenture 
stock. | 

Mexico Telephone (Ericsson) Co.—The report for 1921 
states that the number of subscribers to the company’s SVB- 
tem again increased, and a further expansion took place in the 
first four months of 1922. As net profits, the accounts show a 
total of 724,000 Swedish kronen as compared with 677,000 kr. 
in the previous year, and the dividend is at the rate of 12 per 
cent., as against IL per cent. in 19230. The report further 
states that as it appeared impossible to realise the object for 
which 629 shares were acquired in the Cia. Telefonica 
Jaliciense, the directors had again disposed of these shares. 


Victoria Falls and Transvaal Power Co.—It is reported 
in the financial Press that the net earnings. including those : 
of the Rand Mines Power Supply Co., for the quarter ended 
March 3lst (which included the period of the labour dis- 
turbance) amounted to £52,559 before providing for taxation 
in South Africa and the United Kingdom. 

A further dividend of 4 per cent., less tax, on the preference > 
shares, making 10 per cent. for the year 1921, is announced: 
also a dividend of 3 per cent., less tax, on the preference shares 
on account of the year ended December, 1922; and a dividend of 
9 per cent., less tax, in respect of 1921 on the ordinary shares. 

Amalgamated Wireless (Australasia), Ltd.—At a meet- 
ing of this company, held in April, the shareholders authorised 
an increase of the company's capital to £1,000,000, by the 
issue of 800,000 ordinary shares of £1 each, paid up to 2s. in 
the first instance, also a resolution to amend the company's 
articles of association in accordance with the agreement 
entered into with the Commonwealth Government. The 
chairman, Sir Thomas Hughes, M.L.C., outlined the arrange- 
ments made with the Government and the future programme 
of the company. 


Shropshire, Worcestershire & Stafford Electric Power Co. 
—According to the Financier, the report for 1921 states that 
the net receipts from sales of energy, interest and dividends 
on Investments, &c., were £95,153. After deducting adminis- 
tration and general expenses, debenture and loan interest, 
and adding £16,183 brought forward, there remains £41,083. 
Dividend on 7 per cent. preference shares, £3,500; dividend 
He | рег cent. preference shares, £9,000; carried forward, 

327 272. 


Eastern Telegraph Co., Ltd.—Dividend at the rate of 33 
per cent. per annum, less income tax, on the preference stock 
of the company for the quarter ending June 30th; and a hrst 
quarterly interim dividend of 24 per cent. on the ordinary 
Stock, free of income tax in respect of profits for the ‘eur 
ending December 31st, 1992. 


Para Telephone Co.—Net profit for 1921, £2,482, plus 
£8,605 brought forward, making £11,087. The Financial 
Times says it is proposed to pay a further dividend of 3 per 
cent., making 6 per cent., free of tax, carrying forward 
£4,457 | 

Kidderminster & District Electric Lighting and Traction 
Co., Ltd.—It is proposed to pay a dividend of 2 per cent. | 
on ordinary shares for 1921, carrying forward £213. Kidder- 
minster and Stourport Electric Tramway Co. is paving a divi- 
dend at the rate of 34 per cent., carrying forward £262. 


Manila Electric Corporation.—4A special dividend of 
4 per cent. has been declared on the common Stock, for the 
quarter ending June 30th, 1922, making with the regular 
quarterly dividend of two per cent., already announced, a 
total of 2} per cent., or $2.50 пег share. 


Barnsley & District Electric Traction Co., Ltd.—Divi- 
dend for 1921 15 per cent., £1,500 to reserve, £15,500 to special 
reserve for E.P.D. for 1919 and 1920, carrying forward 
£92,800. i 

Reduction of Capital.—BnrrisH Power RAILWAY SIGNAL Co., 
Lro., AND REDUCED.—A petition for the reduction of the capital 
of the company from £50.000 to 295.000 has been presented 
to the High Court, and will be heard in London on June 27th. 


Waygood-Otis, Ltd.—Final dividend of 51 рег cent., 
making 8 per cent. for the vear and a bonus of 2 per cent. 
on the ordinary shares: £40,000 to reserve; £5,000 to pensions 
fund; £22,339 carried forward. 


Montreal Light. Heat and Power Co.—Dividends of 1} per 
cent. on the consolidated shares and 2 per cent. on the common 
shares are announced. 
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STOCKS AND SHARES. 


TreESDAY EVENING. 


Tue reduction to 34 per cent. in the Bank Rate had a cheering 


effect upon most of the Stock Exchange markets. It brought 
fresh investment into the consol market and gave business a 


fillip in other departments, more particularly in those cases 
where new issues have fallen to a substantial discount below 
the subscription prices. The banks are Now paying 14 per 
cent. on deposit money, and it is a matter for no little 
curiosity to observe how far this change in the rate will 
dislodge money held on deposit account by the banks. Аз 
the figures are not published, no one can do more than vaguely 
guess at the sums on deposit at the banks, though Stock Ex- 
change men get daily surprises in the shape of discoveries 
that clients of theirs still cling to the meagre rate given by 
the banks, instead of investing the money in securities upon 
which 5 per cent. and upwards jis still obtainable. The Home 
Railway market shook off part of the heaviness into which 
it was plunged by the disclosure, last contango day, of an 
unexpectedly heavy bull account. With regard to industrials, 
the tendency is better, owing to the expectation that im- 
provement in gilt-edged markets will have the usual effect of 
broadening the interest in other stocks and shares, and of 
directing fresh capital into such investments. 

Districts, despite the rally in Home Rails, are 3 points 
lower at 354. The other Undergrounds are disposed to dul- 
ness. The Bill empowering the London Electric Railway and 
the City & South London Railway, to raise fresh capital 
will be passed unopposed in the House of Commons. Second 
debenture stock amounting to £2,250,000 will be raised by the 
first-named company, and £1,250,000 by the City & South 
London. Keen curiosity waits upon publication of the terms 
upon which the stock will be offered to the public. 

Electricity supply shares maintain all their firmness, and 


this week there are rises of 4 in Metropolitan ordinary to ` 


58, and in St. James's ordinary to 84. County of London 
preference at 1 1/16, are 13. 3d. higher: The ordinary shares 
are quoted 95s. middle, but can be sold at a better price 
than this. There is a strong demand for all the shares m 
the list, without there being any sufficiency of supply. City 
Lights are better than the price suggests, being saleable at 
3s. 9d., or higher. Newcastle-on-Tyne ordinary gave way 
s 13s. 9d. Metropolitan 7 per cent. debenture at 107 is 4 
own. 

In the manufacturing group. the Edmundson's report 
shows a small decline on the trading surplus, but the divi- 
dend and interest income improved by £10,000 to £66,700. 
The disposable balance of £31,400 is about £14,000 higher 
than that of last year. The 6 per cent. cumulative preference 
shares are to have their interest up-to-date, by the payment 
of 12 per cent., and the 6 per cent. non-cumulative preference 
shares enter the dividend list with 3 per cent., this being the 
first distribution made for ten years. Edmundsons have added 
a new interest to their holdings in the shape of Tisbury Elec- 
tric Supply shares. 
how it is that for some time past there have been buyers 
only of Edmundson's preference, sometimes at prices 
well above those quoted as the nominal values. The 6 per 
cent. cumulative preference changed hands at 4 1/16 a few 
days ago, but are now 44, and the mon-cumulative, which 
were done at 45s. and 47s. 6d. at the end of last month, have 
risen to 50s. The 44 per cent. debenture, now 5 per cent., 


is quoted at 74, and the ordinary shares of £3 each, . 


fully-paid, stand at 90s. Except for the debenture stock, 
the issues of the company are higher to-day than they were 
on the eve of the outbreak of war. Cromptons at 18s. 9d. 
have lost 1/16. Electric Construction preference at 91s. 3d. 
are better. General Electrics are a little unsteady on the 
eve of the dividend announcement. Metropolitan-Vickers 
preference at 2 7/16 are 1/16 down, the ordinary, however, 
hardening to 95s. The engineering group show little varia- 
tion. Babcock & Wilcox receded to 3. Termination of the 
engineers' lock-out shows clearly the damage which has been 
done by the dispute, many contracts having been lost, and 
a great many men finding themse!ves out of work pending 
such time as the employers can get works going again, and 
are able to take on new contracts. Brush ordinary at 95s. 9d. 
have gone back a little. 

It 1s said, with more show of authority than usual, that 
Mexico and the United States have arrived at an agreement 
upon the various matters in dispute between the two 
countries. If so, this wil open the’ way to peaceful 
relations between the two countries, and to the grant- 
mg, by the United States, of the long-expected loan 
to Mexico that will enable the latter to  rehabilitate 
her finances. and set her house properly in order. 
For this reason, Mexican Utilities, together with 
other bonds and securities connected with the country, 
are better. Mexican Light & Power common shares have 
risen 3. the first mortgage bonds 2, and the Mexico Tram- 
way also are slightly firmer. Brazilian Tractions went 


The excellence of the figures reveal ` 


back to 53, on disappointment that the re-entry of the shares 
into the dividend-paying list has failed to bring in any acces. 
sion of buying. Anglo-Argentine Tramways Ist debenture 
dropped to 79, at which it looks a reasonably cheap invest- 
ment, paying rather over 6i per cent. on the money, and 
offering sound security. British Columbia stocks are rather 
easier. Calcutta Electric new second debenture remains at 
24 premium, the Indian Electric scrip being 4 premium, and 
the Madras 4 premium. 

The feature in the cable group is a drop of £3 in Indo. 
Europeans to 371. Otherwise the market is steady, the 
Eastern quartet holding their prices and Anglo-American 
deferred gaining 2, while the preferred fell a point. Mar- 
conis are quiet, the price easing off to 0s., while 
Marconi Marines stiffened to 1$. The manufacturing shares 
show no particular change, Callenders remaiumg at 418. 3d, 
and Henleys at 43s. 9d. Rubber shares are lumpish. The 
armament list remains uninteresting. — '' Dollar " stocks 
strengthened on the set-back in the value of the pound ster- 
ling, as compared with the dollar. Canadian General Elec- 
trics are higher at 88, and Shawinigans at 118}. Dealings 
began on Tuesday, to-day, in the ordinary and 6 per cent. 
preference shares of the Llanelly & District Electric Lighting 
Co. The prices opened at 16s. and 17s. respectively, hardening 
a few pence later on. 

The Stock Exchange firm of Messrs. G. D. Atkin & Co. 
have issued the 1922 number of their well-known Manual. 
giving particulara of a!l the electric lighting, manufacturing 
and traction companies that are known in the Stock Ex. 
change. The book is published for private circulation, but 
its 400 pages are so closely packed with clearly-compiled in- 
formation that it seems a pity the book cannot be issued 
for general circulation. 


SHARE LIST OF ELECTRICAL COMPANIES, 


HoME ELECTRICITY COMPANIES. 
Dividend. Price 


Ы os, June?20, Riseor Yield 

1920. 1921. 1922. fall. p.c. 
Brompton Ordinary di К sui 12 12 7 — £8 0 0 
Charing Cross Ordinary... РОЯ = 8 9 — 611 0 
do. do. do. 44 Pref.  ... 44 4} 3 — 516 2 
Chelsea . bus "un dd s 6 6 Б — 5 6 8 
City of London  ... Я "€ .. 14 14 389 — 740 
do. до. 6 per cent. Pref.... 6 6 22/6 | — 5 6 8 
County of London AT MS és 8 8 1 — 6 8 0 
do. do. 6 per cent. Pref.... 6 6 1 + xy 513 0 
Kensington Ordinary... is 9 10 7 — 701 
London Electric ... Ке Ка NM 9À 4 2,5 — 517 8 
do. do. 6 per cent. Pref.... 6 6 4 — 6 3 1 
Metropolitan Mos A" "i hos т 7 6 +h 613 4 
do. 43 per cent. Pref.... 44 44 = 600 

St. James’ and Pall Mall vai " 12 13 8: + Ф 712 

Sonth London Бе en 7 7 3 — 800 

South Metropolitan Pref. see Vus 7 7 14 — 518 0 

Westminster Ordinary ... ..  .. 10 10 78 — 615 0 

$ TELEGRAPHS AND TELEPHONES. 

Anglo-Am. Tel. Pref .. ... ... 6 6 1033 —1 516 0 

do. Def. e 0 14 84/6 23% + ф 7 60 

Chile Telephone... ..  .. s 6 6 65 — 415 1 

Cuba Sub. Ord. ... das er us 7 7 — 8 48 

Fastern Extension Pe sea a 10 10 18 — 581 

Eastern Tel. Ord. M i Зра 10 10 187 — b 6 8 

Globe Tel. and T. Ord. ... ee E 10 10 19 — 5 53 

do. do. Pref. ЖР Неи 6 6 114 — § 711 

Great Northern Tel. _... ae e. M 22 80 — 76s 

Indo-European ... sat di уз 10 10 87} —8 6 3 5 

Marconi ..  .. ... cee 95 15 a — 609? 

Oriental Telephone Ord. s . 12 12 9; — e “416 0 

United R. Plate Tel. 2 bes MN 8 8 72 — E 8 6 

West India and Panama ew .. NH Nil 5/- — Ni! 

Western Telegraph Vi $5 .. 10 10 18ixd — *b x 0 

HOME RAILS. 
Central London Ord. Assented 1% 4 4 CR — 515 £ 
Metropolitan "» bos jus i 1) 9i 454 -— 419 € 
do District... — ..  .. Nil 1 85i —8 316 4 
Underground Electric Ordinary .. Nil Nil 2 — Nil 
do. do. "A" .. ds Nil Nil /6 — Nil 
do. do. Income M 2 4 814 —1 *4 1 0 
FOREIGN TRAMS, &c. 

Anglo-Arg. Trams, First Pref. s 53 үз, a — 7118 
do. do.  2ndPref..  .. Nil 3 +h Tin 
do. do. 5 per cent. Deb. ... Б 5 79 —1 6 6; 

Brazil Tractions... bes T .. Nil Nil 53 —1 Tie 

British Columbia Elec. Rly. Pee. ... 5 5 ed — 6 43 

do. do. Preferred ... 5 93/. 6 —1 е6 13 ¢ 
до. do. Deferred ... 8 I24/- 73 —14 810" 
do. do. Deb.... i3 44 4 79 — bs 
co Trams. 5 per cent. Bonds... Nil Nil 71 — = 
do.  do.6 percent. Bonds ... Nil Nil 87 — Ni 
Mexican Light Cominon Zen .. Nil Nil - *3 Nil 
do. Pref. .. 2 ... Nil Ni 5 41 Nb. 
do. 1st Bonds is .. Nil 65 754 +2 612% 
MANUFACTURING COMPANIES. . 

Babcock & Wilcox -— 7 .. 15 16 8 — i 6623 

British Aluminium Ord. dv .. 10 10 $2 — — 

British Insulated Ord. ..  ..  .. 15 15 2% — 711 

Callenders ... Lus SM e 0. 15 16 2:5 — 753 

И 64 Pref. „о ш... GA 64 10 — 595 
Crompton Ord. ... es " -.. 10 10 18/9 — dh 1013 4 
Edison-Swan es oes ua .. 10 — - 5/- — = 

do. do. 5 per cent. Deb. БЕ 5 5 ' 65 — 71310 
Electric Construction ... 7 .. 10 10 1.5 — 7 16 0 
English Electric ... bs unt 8 8 15/- — 613 4 
do. do. Pref. ... ao ӨР 6 6 18/3 — 611 6 

Gen. Elec. Pref. ... КЕ ios I 64 6% 22/9 464. 51610 
do. Ord. ... КУ A" .. 10 10 21/- —3d. 910 6 

Henley _. .. .. .. .. 15 15. 9$ —— 617 0 

do. 4% Pref. ..  ..  .. .. 44 4i 4i — 520 

India-Rubber — ..  .. '.. ... 10 — И жы, er 

Met.-Vickers Pref, st. was we. OBS В да — 611 

Siemens Ога. Sie ME n . 10 10 gil- — e 83 

20 90 52 -— “ui 


Telegraph Con. ... ces ea S 
' * Dividends paid free of Income Tex. 
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WARM WORK ON 


METERS. 


By G. 


THE purpose of the present literary effort is to make 
known to the world the awkward dilemma in which I 
find myself. And here I am, going to write about a 
dilemma and not at all clear as to how I can switch on. 
Essayists advise one to first of all start off with a good 
introduction, so the best thing I can do, then (in the 
absence of a better mutual friend than this printed 
page), is to introduce myself. 

l happen to be in a meter department—testing, not 
mere installation, I hasten to add. Yes, I know that 
plenty of superior people regard the meter department 
as a luxury branch (‘‘ a positive excrescence,’’ to quote 
one critic), and that meter-work is simply à walk-over, 
as the saying is. That precocious young sceptic I over- 
heard the other day asserted the belief of many when 
he expressed the view that ‘‘ any mug can watch disks 
go round." (As a matter of fact, I used to think so, 
too.) Well, apart from the financial aspect—and re- 
garding this my friend Fairpotts has very truly re- 
marked that a few one-per-cents. rescued may pay our 
wages-bill —it is curious how many problems do turn up, 
and how many lines of worry and grey (or vanishing) 
hairs those disks do cause, to be sure. And why is it 
that at the end of a visit to save a batch of fractious 
meters (and his firm's reputation), a manufacturer's 
expert invariably staggers away muttering that if Ле 
had his time over again there’s one thing he would not 
be. mind that? But all this is by the way. 

Here I am, then, testing meters. And you will be 
the more impressed (I hope) when I tell you that 1 
tackle a.c. ones, and polyphase at that., Anybody can 
nurse and test d.c. stuff, but when it comes to a.c.— 
why, that's a different proposition, you know. There 
is a kind, of, class distinction. This being so, I have 
to look after my status, and; as the a.c. authority, 
I do my best to be distinctive. For one thing, I gener- 
ally appear in a hard hat and collar to match (the d.c. 
and other people are addicted to caps and soft collars), 
and my slide-rule with log-log and all sorts of other 
baffling scales has a most humbling effect on “‘ the rest.’ 
When I get really thoughtful and begin to work out 
vector diagrams, everybody is tr emendously impressed, 
and if it weren't for the noise of the M.G. you could 
hear a pin drop. On Saturday mornings (Saturday is 
not a Hard-hat Day with me) I relax a bit, and it is 
surprising how friendly the others become. Nowadays 
it’s best. to be sociable and democratic sometimes, 
especially as keeping ap one’s status is often rather a 
nuisance. 

To come to some practical details : 
have a 3-phase circuit to give anything up to 5 amps., 
the load being banks of carbon-filament lamps. . Until 
last autumn it had been the practice to use reversed 
current transformers for testing meters of greater 
amperage than five—2.e., a 10/5 C.T. was used with a 
10-amp. meter and actually acted as a 5/10 C.T. The 
banks of lamps and the current transformers, as will be 
seen. hereafter, are really the cause of all the bother, 
and, incidentally, the infliction of this heartrending 
account. ` | | 

Now that the stage is set, we can raise the curtain 
and present the opening scene. Time: Last October. 
The Chief enters and, whilst prowling around in his 
usual way, sees the reversed transformers in use. ‘‘ Oh, 
by the way," says he, 'I've been thinking that those 
transformers must mess the wave-form about a lot.” 
I look as thoughtful and intelligent as I can. ‘‘ Now, 
what can we do if we do do without 'em? he goes on. 
I begin, in a vague sort of way, to glance around the 
test-room. ©“ Ah, I’ve got it," he says suddenly. 
“Down in the stores you'll find three radiators. Put 
one in each phase to augment those lamps. And throw 
those beastly transformers away." I place the trans- 
formers on the stock-shelf and hie me to ће Stores. 
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That is how I came to have three radiators in my 
corner, and as you can have no idea of the consequences 
(fearful and otherwise) of the Chief’s brain-wave, 
l am going to enlighten you. Of course, as ‘a load 
expedient -the radiators have behaved admirably—I 
must say that. But just let me tell you some of the 
incidental results. In the first place the Storekeeper’s 
former friendliness turned into deep and’ abiding 
enmity. No longer would he vouchsafe a cheerful and 
respectful ‘‘Good morning " on my Hard-Hat Days, 
and the gifts of odd rolls of insülating tape and lengths 

of “ flex.” abruptly ceased. This strange and disturb- 

ing change puzzled me for a long time until I recollected 
that when I went for the radiators they were out of sight 
behind a camouflage of sacking and cable-drums, and 
that during the previous winter the Storekeeper had 
basked in their glow! Hence the diploinatic rupture, 
you see. 

Well, winter was coming along, and I must confess 
that those three radiators made the place exceedingly 
comfortable. Unfortunately, they made my corner 
popular—far too popular—and visits became more and 
тоге frequent, the departures more and more reluctant. 
And presently I found my intellectual isolation a thing 
of the past, though I wore my hard hat and ‘‘ choker”? 
every day, and wrestled with vector diagrams with 
greater frequency than ever, and nearly made my 
patent slide-rule red-hot into the bargain. As each visitor 
lingered, it seemed quite the thing (now that Awe and 
Respect were no more) to make some footling remark 
or other, to which, with rage nearly choking 1e, I was 
bound to reply. ооп I found, first through my own 
comfort and then vid other people" S, that half- imd full: 
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lead tests on big-ampereage meters were to be thoroughly 
recommended. ^ On particularly frosty mornings one 
could not help putting on an overload just to see how 
rapidly the meter curve would fall off, while, on the 
other hand, twentieth load met with a chilly reception. 

The installation of those radiators resulted in a 
revisal of test-room habits. Hitherto the d.c. testers 
and the meter-repairers (whose lunch-hour differs from 
mine) repaired to a remote spot in the building, but 
one by one they drifted into the neighbourhood of the 
radiators, and daily I began to be bothered by the sounds 
of lunch being tackled by many jaws. How could I 
possibly work out intricate things like power-factors and 
the '* K ” of a meter with that going on, and with foot- 
ball matches being re-fought and the Premier's reputa- 
tion torn into shreds every day? I once tried dropping 
to about one-hundredth load in the hope that they would 
be frozen out, yet they continued to sit there so patientlv 
and optimistically that I hadn't the heart to work a* 
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less than half-load. And whenever there did not happen 
tə be a test running any lunch-hour—why, I felt во 
apologetic that I just kept out of sight. -One day a 
go-ahead chap made some toast. Next day (not to be 
beaten) his mate turned up with a pie, which he pro- 
ceeded to warm on a radiator; a few minutes later 
there was a tremendous CRACK! and then a fearful 
flare-up. The stench persisted all the afternoon, and 
the Chief, happening to come in, wandered around, say- 
ing that he was certain (sniff!) some insulation (sniff !) 
was burning somewhere (sniff, sniff!) I did get two 
laughs out of the radiators. One was when Old Jock 
singed his whiskers whilst lighting his pipe, and the 
other when a fuse blew during the gastronomic perform- 
unce and caused quite a lot of diverting complications. 
But on these occasions I had to finish my laughs outside 
owing to the unreasonably hostile attitude of the 
victims. 

Other difficulties I had to contend with during the 
winter months included the hanging-up of sundry coats, 
caps, and even socks in wet weather; also the practice 
of drying-out coils and the like in front of my radiators. 
You would be astonished at the amount of unreason- 
ableness displayed whenever I had the callousness not 
to use the radiators! And if the Chief paid a visit, 
and the radiators were “on,” he must needs sit down 
and make himself thoroughly comfortable and affable. 
His presence was most disturbing—Chiefs shouldn’t do 
such things, you know. However, I thought of a bril- 
liant idea for dislodging him. I jolly soon dropped to 
low load. This was one of my exceptional ideas. It 
worked ! 

Well, in due course, spring came along (according to 
the calendar at any rate), when, although there were no 
signs of wintrv conditions changing, I began to look 
at those radiators with a certain amount of foreboding. 
I felt the least bit uneasy. I wondered just how warm 
the place would be at midsummer. As the days went 
by I began to be physically conscious that things would 


be rather on the warm side, and it seemed to me that, 
on the whole, three-quarter and full-load tests were not 
really of much use. After all, what more do you want 
if 5 per cent. and 50 per cent. loads are OK? But 
(worse luck) there would still be the half-load test with 
p.f. of 0.5. 

By degrees the position has gone from bad to worse. 
The place now becomes so warm that my lunch-hour 
friends have retired into the remote fastness they 
patronised of old. The Chief’s visits are now so brief 
as to require no special cooling treatment; while the 
Storekeeper (who came in the other day and seemed quite 
interested in my hot and flurried appearance) has 
recovered his old respectfulness and generosity. I really 
think I am getting back my former status. And vet, 
in spite of this, I don’t feel as elated as I should. With 
those confounded radiators here this intellectual isola. 
tion business is a mixed blessing. The plain fact of 
the matter is that it's getting hotter and hotter every 
day and more big-ampereage meters than ever are coming 
in. Just picture me sweating away in a tropical 
atmosphere with thousands of lumens and therms (not 
to mention cuss-words of a markedly sultry nature) 
flying about. And summer is nearly here! 

Well, it’s not good enough. I'm getting fed-up. 
Yes, I have tried rigging up an electric fan, but thanks 
to the radiator elements having a temperature co- 
efficient. this gave nice, unsteadv loads—of no use to 
me. One of these davs (a Hard-Hat Dav preferably) 
I'll get on the high horse and go and have a straight 
talk to the Chief. I'll tell him point blank, I will. that 
if he can’t have the radiators shifted half-a-mile or 
so then we should adopt the current transformers again 
and let the wave-form go hang during the hot. weather. 
For this is what it will come to: I'll have to put on 
shorts and a pith helmet to test those darned meters, and 
that's a thing no man with a Status would do. I'm 


' prettv far gone as it is, and there's no guarantee that 


I'd last out the summer even then. And that’s that! 


THE TURN OF THE TIDE IN 


THE opportunity for the development of British trade in 
Sweden was never so favourable. Great Britain is the most 
lucrative market for Swedish goods, and it is realised here 
(in Sweden) that a larger importation of British goods would 
probably in the long rum lead to an increase in Swedish ex- 
port trade to Great Britain." 

This encouraging statement is contained in the recent re- 
port by H.M. Commercial Secretary at Stockholm (Mr. H. 
Kershaw).* It is apparently based on the fact that the keen 
edge of German competition in Sweden has been dulled by 
failure to adhere either to quoted prices or delivery promises. 
The opportunity for British exporters has been further im- 
proved since Mr. Kershaw’s report was written owing to the 
revival which is evident in the timber and allied industries 
in Sweden as a result of wages adjustment. 


Regarding German competition, the 
Commercial Secretary points out that the 
Germans have been in the habit for many 
years of studying this lucrative market 
with meticuloua care, and, with characteristic thoroughness, 
Шеу are planning a powerful campaign to regain their hold on 
Swedish business. Prolific German trade advertisements 
appear constantly in the Swedish press, some papers contain- 
ing as many as four and five whole-page '' group " adver- 
tisements in a single issue. The country has been crowded 
with German travellers, many agencies have been started, 
and proposals have been made for establishing a German 
commercial inquiry bureau and permanent sample exhibi- 
tion in Stockholm. However, the dissatisfaction in Sweden 
with German methods, especially on the score of defective 
deliveries, repudiation of contracts, and the very irritating 
habit of increasing prices after orders have been placed (owing 
to the collapse of the mark), has become acute, and matters 
are not likely to improve in Germany's favour when the 
internal value of the mark begins to rise. 


German 
Competition. 


* Department of Overseas Trade. 


SWEDEN. 


The report has some interesting notes 


War-time on war-time developments in Swedish en- 
Engineering gineering production. In view of the 
Developments. expansion of Swedish manufacturing ın- 


dustries during the war, there was à 
large increase in the use of cranes, hoists, &c., but owing 
to the ditticulty of procuring supplies from abroad much 4 
this machinery was manufactured iq Sweden. large quan 
tities of cranes (especially for harbour work) and other con- 
veying appliances have been imported from Germany, and 
it is principally German competition which British manu 
facturers will have to face.’ In normal times Sweden 15 4 
fairly large and steady consumer of conveying machinery. !t 
ia used at the mines and foundries, saw mills, pulp and paper 
mills. Moreover, a large number of 24-ton and heavier cranes 
have already been installed, and more will be required 
in connection with the important ''free " and other har 
bour developments at Stockholm, Gothenburg, Malmö, &e. 

There has been a severe slump in, the machine tool trade 
for some considerable time, owing to the depression in tl 
Swedish manufacturing industries. Normally, there 18 4 
steady market in Sweden for machine tools, but the fact 
cannot be ignored that the Germans have developed the mar. 
ket with scrupulous care by adapting their machines, tonis 
and gauges to Swedish requirements. Moreover, every m- 
ducement was offered in the past by wav of long credits. 
and in some cases engineering firms were allowed to effet 
payment by instalments over a period of twelve months 
and even longer. Some exporting firms adopt the device of 
keeping a permanent travelling technical expert in Europe. 
whose duty it is to make workmen thoroughly acquainted 
with the mechanism of the machine tools installed. By th 
means a good foundation is laid, and it has resulted in the 
placing of many repeat orders. There ought to be good 
openings in due course, especially for plate bending machines. 
the heavier types of shearing and drilling and stamping m3 
chines, high-class lathes, &c., &c. Although orders are 
often sent direct by the user to the manufacturer, 1t 1s never 
theless a good plan to have on the spot a thoroughly com- 
petent agent who is in constant personal touch with ship- 
builders and other engineering establishments. At preseut 
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importera and merchants are saddled with fairly heavy stocks 
of standard machines, and these will have to be reduced 
before further imports take place on any considerable scale. 

Although woodworking machinery is manufactured in 
Sweden, the Germans are making many varieties, which 
have been imported in considerable quantities to the detri- 
ment of local production. It is unfortunate, savs the Com- 
mercial Secretary, that in spite of their excellent reputa- 
tion, British woodworking machines do not appear to be very 
well known in Sweden. A considerable trade could probably 
be worked up in special lines if vigorous steps were taken 
to bring them to' the notice of users. 


The question of standardisation in in-. 


Standardisation. dustrv is engaging the serious attention 

of manufacturers. The Swedish Engi- 
neering Standardisation Bureau. for instance, is working in 
collaboration with standardisation organisations in other 
countries and has taken part in international conferences. 
The Swedish electrical industrv possesses its standardisation 
committee, and is engaged in fixing standards for a large 
number of electrical materials. 


Owing to the financial depression, cer- 
tain schemes which blossomed during the 
period. of unexampled prosperity have had 
to be modified or abandoned; in parti- 
cular, the electrification of the main line between Stockholm 
and Gothenburg. which would have involved a very large 
expenditure. The phenomenal drop in the prices of coal 
may also be regarded as a contributory factor to this decision. 
The electrification of the line between Kiruna and Svartón 
is, however, being proceeded with, and will. it is expected, 
he completed in 1929. 

The question of railway communication between Sweden 
and Norway is constantlv engaging the attention of the re- 
spective authorities. During the year, a mixed commission, 
comprising delegates of the Swedish and Norwegian Govern- 
ments, was appointed to consider, inter alia, the improve- 
ment of communications between the two countries, via 
Bohuslán. 


Railways aud 
Electrification. 


In wireless telegraphy, the outstanding 

Telegraphy feature in 1921 was the examination by 

and the Telegraph Administration of the im- 

Telephony. portant project for the erection in Sweden 

| of a high-power atation which, it is 
claimed, will be one of the largest in the world, inasmuch 
as it will be equipped for the transmission and reception of 
messages to and from the American Continent. British, 
French, American and German systems were examined by 
experts. The Swedish authorities, however, decided to sus- 
pend the placing of the order for this high-power station 
until the financial position improved. The site of the new 
station has not been definitely chosen, but it will prob- 
ably be situated on the South Coast. Other wireless develop- 
ments are to be traced in preliminary discussions which have 
taken place for the linking-up of Sweden and Finland by 
wireless. During the year an important co-operative agree- 
ment was concluded between the Marconi wireless interests 
and the Swedish Radio Co., of Stockholm, for the develop- 
ment of wireless telegraph business in Sweden. 

As is well known the use of the telephone has reached a 
high state of development in Sweden. During 1921 a tele- 
phone cable was laid between Sweden and Germany, and 
work 18 rapidly proceeding with the installation of another 
telephone cable between Stockholm and Gothenburg, passing 
through Köping. "Vásteras, Orebro, Skófde and Allingsas. 
Telephonic communication between the two principal Swedish 
cities is rapidly on the increase, and the completion of the 
cable is, therefore, anxiously awaited. Serious attention is 
being paid to the possibilities of the practical use of the 
wireless telephone. The Commercial Secretary mentions the 
important fusion which was arranged between the L.M. 
Ericsson General Telephone Co. and the H.T. Cedergren ` 
General Industrial Co., manufacturers of telephone wires and 
cables. This amalgamation was brought about for the pur- 
pose of effecting considerable economies and to increase the 
competitive value of the Swedish telephone industry. 


ELECTRICITY 


AND MATTER. 


By SIR ERNEST RUTHERFORD, F.R.S. 


(Abstract of thirteenth KELVIN LECTURE, delivered at the INSTITUTION OF ELECTRICAL. ENGINEERS.) 


Тнв proof of the atomic nature of matter, the dimensions 
of абоз and molecules, including the first suggestions of 
the mechanism of atomic constitution was a subject in which 
Kelvin was permanently interested. While keenly interested 
in such speculations, there remained the curious anomaly that 
he did not entirely accept the current explanation that radio- 
activity was a consequence of the successive disintegration 
of atoms. 

The discovery in 1897 of the individual existence of the 
negative electron of small mass, and the proof that it was a 
component of all the atoms of matter, was an event of extra- 
ordinary significance to science. 

The first definite proof of the close relations that exist 
between electricity and matter we owe to the famous experi- 
ments of Faraday on the passage of electricity through elec- 
trolytes. It was clear that the simple numerical relations 
found by him between the electro-chemical equivalents of the 
elemente and their atomic weights could be simply inter- 
preted by assuming that electricity was atomic in character 
and that the charges carried by the individuxl ions were 
integral multiples of a fundamental unit of charge. The 
suggestion was mentioned by Maxwell and Helmholtz, al- 
though with reservation, but was revived with conviction 
hy Johnstone Stoney, who suggested that the name “ elec- 
tron °’ should be applied to the fundamental unit of elec- 
tricity, and made a rough estimate of its magnitude. The 
term '' electron " is now used to denote. not the actual value 
of the unit of charge, but the free atom of negative elec- 
tricity. Townsend found that the charge carried by the 
ions produced in gases and by the electron itself was numeri- 
cally equal to that carried by the hydrogen ion in the elec- 
irolvsis of water. which was taken as the fundamental unit. 
By balancing the weight of & charged drop by the attrac- 
tion of the electric field, Millikan was able to give a con- 
vincing proof of the correctness of this view and to determine 
the magnitude of the fundamental unit with great precision. 
Knowing the value of this constant, the electrochemical data 
gave us immediately the mass of the atom of all the elements. 
The atomic nature of matter is in realitv a consequence of the 
discrete nature of electricity, for all the evidence indicates 
that the atom itself is a purely electrical structure. 

While most of the carriers of electricity or ions in gases 
have a unit charge. in a few important casea they carry 
multiple charges. A well-known example is the swift а 


particle from radium which always carries two units, while 
some of the ions produced in intense electric discharges 
through vacuum tubes carry multiple charges. 

It was soon recognised that the negative electron of small 
mass was an actual disembodied atom of electricity and that 
its apparent mass was electrical in origin. J. J. Thomson had 
early shown (1881) that a charged body in motion behaved as 
if it had an additional electric mass due to its motion. The 
moving charge generates a magnetic field in the space sur- 
rounding it. resulting in an increase of energy of the moving 
system. This additional energy is equivalent to the effect 
produced by an increase of the mass of the body. The ex- 
periments of Kaufmann and others on the swift electrons 
ejected from radium showed that the mass of the electron, 
while sensibly constant for slow fields, increased rapidly as 
the velocitv of the electron approached that of light. This 
variation of mass was in good agreement with calculations 
based on the electrical theory. Later, Einstein from con- 
siderations of relativity showed that for any material: patticle. 
whether charged or not, the mass m.must vary with speed 
according to the relation m/m, = (1 — f?) -4, where m, is 
the mass for low speeds, and f is the ratio of the velocity 
of the particle to the velocity of light. Experiment has been 
shown to agree closely with this calculation. Only a small 
fraction of the mass of an atom can be ascribed to the nega- 
tive electrons contained in it, the main part ia to be ascribed 
to the positively charged units of its structure. One of the 
main difficulties in our attack on the question of atomic con- 
stitution has lain in the uncertainty of the nature of positive 
electricitv. The evidence as a whole supports the idea that 
the nucleus of the hydrogen atom, i.e., a positively charged 
atom of hydrogen, is the positive electron. No evidence has 
been obtained of the existence of a positively charged unit 
of mass less than that of the hydrogen nucleus, either in 
vacuum tubes or in the transformation of the radio-active 
atoms, where the processes eccurring are very fundamental 
in character. | 

The positive and negative electrons both consist of the 
fundamental unit of charge, but the mass of the positive is 
about L,800 times that of the negative. This difference seems 
a fundamental fact of nature and, indeed, is essential for the 
existence of atoms as we know them. The unsymmetrical 
distribution of positive and negative electricity that is 
characteristic of all atoms is a consequence of this wide 
difference in the mass of the ultimate electrons which com- 
pose their structure. It has been proposed that the name 
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“© proton " should be given to the unit of positive eleotricity 
associated in the free state with a mass about that of the 
hydrogen nucleus, viz., about 1.007 in terms of О = 16. - 

-On the classical electrical theory, the mass of the electron 
сап be accounted for by supposing that the negative elec- 
tricity is distributed on a spherical surface of radius about 
1xX10—?' em. In some recent theories of Compton апа 
others it has been supposed that the electron behaves like a 
flexible ring whose dimensions are about 10—' cm, or about 
100 times the original estimate, but what little experimental 
evidence there is seems to me to support the older estimate 
of size. Taking the view based on the older theory, the 
greater mass of the proton is to be explained by supposing 
that the distribution of electricity is much more concentrated 
for the proton than for the electron. Supposing the shape 
spherical, the radius of the proton should be only 1/1800 of 
that of the electron. The proton and the electron are the 
fundamental units of which all atoms are built. The atom 
is an electric system and the atoms of all the elements 
have a similar type of structure. The nuclear theory of 
atomic constitution is now generally employed in all detailed 
theories of atomie constitution. At the centre of each atom 
18 a massive positivelv-charged nucleus of dimensions minute 
compared with the diameter of the atom. This nucleus is 
surrounded by a distribution of negative electrons which ex- 
tend to a distance and occupy rather than fill a region. of 
diameter about 2x10—* cm. Apart from the mass of the 
atom which resides mainly in the nucleus, the number and 
distribution of the outer electrons, on which the ordinary 
physical and chemical properties of the atom depend, are 
vontrolled by the magnitude of this nuclear charge. The 
position and motions of the external electrons are only 
slightly affected bv the mass of the nucleus. On this view of 
the atom the problem of its constitution naturally falls into 
two parts. one the distribution and mode of motion of the 
outer electrons and the other the structure of the nucleus 
and the magnitude of the resultant positive charge carried by 
it. In a neutral atom the number of external electrons is 
obviously equal to the number of units of positive (resultant) 
charge on the nucleus. 

The general conception of the nuclear atom arose from the 
need of explanation of the very large deflections experienced 
hy swift а and 8 particles in passing through the atoms of 
matter. A study of the number of a particles scattered 
through different angles showed that there must be a verv 
intense electric field within the atom, and gave us a method 
of estimating the magnitude of the charge on the nucleus. 
Similarly the scattering of X-ravs by the outer electrons 
save us an estimate of the number of these electrona in the 
atom, and the two methods gave concordant values. The 
experiments of Moseley on the X-ray spectra of the elements 
received a simple explanation if the nuclear charge varied 
bv one unit in passing from one atom to the next. In addi- 
tion, it was deduced that the actual magnitude of the nuclear 
charge of an atom in fundamental units was equal to the 
atomic or ordinal number when the elements were arranged 
in order of increasing atomic weight. Оп this view the 
nuclear charge of hydrogen is 1. of helium 2, lithium 3, and 
во on up to the heaviest element, uranium, of charge 99. 
Between these limits; with few exceptions, all nuc!ear 
charges are represented by known elements. . 

The properties of aneatom are defined by a whole number. 
which varies by unity in passing from one atom to the next. 
which not only represents the ordinal number of the elements 
but also the magnitude of the charge of the nucleus and the 
number of outer electrons. It could hardly have been antici- 


pated that possibly, with few exceptions, all nuclear charges | 


between 1 and 92 would represent elements found on the 
earth. With the exception of the radio-active elements the 
atoms are all stable for intervals represented bv millions of 
vears. |. (The atomic weight of an element is not nearly so 
fundamental a property of the atom as ita nuclear charge. for 
its weight depends upon the inner structure of the nucleus, 
which may be different for atoms of the same nuclear charge. 

Electrons are arranged in groups or shells round the 
nucleus. Bohr has attempted to deduce the distribution and 
mode of motion of the electrons of all atoms. The position 
and motion of the electrona are determined bv certain rela- 
tions based on the auantum theory. The whole problem is 
one of very great асау and complexity when we recall 
that the atom of a heavy element like uranium contains 92 
electrons which are be'ieved to be in rapid motion round the 
nucleus. The theory offers a general explanation of the periodic 
variation in the properties of the elements, and even accounts 
for the presence of the group of rare earths where the chemi- 
eal nroperties of successive elements closely resemble one 
another. It endeavours to account. not only for the light 
spectra. but also for the Х-гау spectra of all the elements. 
While it is foo soon to express a definite opinion of how far 
this theory ts capable of explaining the great multitude of 
facts known about the elements, there can be no doubt that 
a substantial advance has been made in the attack of this 
most fundamental of problems which lies at the basis of 
phvsies and chemistrv. 

The most definite information in the direction of the struc- 
ture of the nucleus has been obtained from a study of the 
modes of disintegration of the radio-active atoms. In the 
great majority of cases the atoms break up with the expulsion 
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of a single а particle, which represents the doubly-charged 
nucleus of the helium atom; in other cases a swift B ray or 
electron is liberated. That these particles are liberated from 
the nuclei of the radio-active atoms is clearly shown by the 
variation of the atomic numbers of the successive elements 
in the long series of transformations of uranium and thorium 
(see fig. 1). The expulsion of an a particle lowers the nuclear 
charge of the atom by two units and its mass by four, while 
the expulsion of an electron raises it by one. On this simple 
basia we can at once deduce the atomic number and, conse- 
quently, the general chemical properties of the long series of 
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radio-active elements. In this way we can understand at 
once the appearance in the radio-active series of isotopes. 
i.e., elements of the same nuclear charge, but different atomic 
masses. The existence of isotopic elements was first brought 
to light from a study of the radio-active elements. For ex- 
ample, radium B, radium D, and the end product uranium- 
lead are isotopes of lead of nuclear charge 82, but of masses 
214, 210, and 206 respectively. As regards ordinary chemical 
and physical properties, they are indistinguishable from one 
another, differing only in properties that depend on the 
nucleus, viz., atomic mass and radio-activity. For examp'e, 
radium B and radium D both emit £ rays, but with different 
velocities, while their average life is widely. different. 
Uranium-lead, on the other hand, is non-radioactive. Many 
similar examples can be taken from the thorium and actininm 
series of elements. These illustrations show clearly that ele- 
ments mav have almost identical physical and chemical pre 
perties and yet differ markedly in the mass and structure of 
their nuclei. | 

From the radio-active evidence it seems clear that the 
nuclear structure contains both helium nuclei and electrons. 
In the uranium-radium seriea of transformations eight helium 
nuclei are emitted and six electrons. It is natural to sup- 
pose that the helium nuclei and electrons that are ejected 
act as units of the nuclear structure, and that the nuclear 
charge of an element is the excess of the positive charges in 
the nucleus over the negative. It is a striking fact that no 
protona (H nuclei) appear to be emitted in any of the radio- 
active transformations, but only helium nuclei and electrons. 

Aston's experiments show the existence of isotopes in the 
ordinarv stable elements by the positive-ray method. He 
found that & number of the elements were simple, and con- 
tained no isotopes. Examples of such '' pure "" elements are 
carbon, nitrogen, oxygen, and fluorine. It is sigmificant thet 
the atomic weights of these elements are nearly whee 
numbers in terms of O=16; on the other hand, elements such 
as neon, chlorine, krvpton, and many others, consist of a 
mixture of two or more isotopes of different atomic mass's. 
Aston found that within the limit of error—about 1 in 1,0 
the atomic weights of these isotopes were whole number- 
on the oxygen scale. This important result suggests that 
the nuclei of elements are built up by the addition of protons 
of mass nearly one in the nuclear combination. 

From the masas of an atom we can calculate at once the 
number of protons and electrons in its nucleus. For ex 
ample, the oxygen nucleus of mass 16 and nuclear charge * 
must contain 16 protons and 8 electrons. It seems probab-e 
that the protons are not in the free state in the nucleus. bu! 
combine to form very stable helium nuclei each composed of 
4 protons and 2 electrona. On this view oxygen may consist 
of 4 helium nuclei as secondary units while fluorine of mas 
19 and charge 9 mav be made up of 4 helium nuclei and. in 
addition, 3 protons and 2 electrons. 


DISINTEGRATION OF ELEMENTS. 
What direct evidence is available to prove that the proton 


exists as а unit of the structure of the nucleus? Та th. 


radio-active transformations onlv helium nuclei and electrons 
are ejected, but no protons. The obvious method of об: 
ing some evidence on this point is to effect the disintegration 
of some of the ordinary elements and to examine the mass 
and charges of the ejected fragments. The most concentrated 
source of energy known to us is the swift a article exnelie? 
from radium or thorium. 16 is liberated with a velocity of 
about 10,000 miles per second, and has so much energy that 
it produces an easily visible flash of light on striking a егу: 
of zine sulphide. Jn order to test whether the atoms can be 
artificially disrupted I have, therefore, emploved a stream ef 
a particles to bombard the atoms of the material under ev 
amination. On account of the minute size of the nucleus an 
e particle onlv occasionally. gets near enough to the nucleus 
to effect ita disruption. If we take a heavy atom of high 
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nuclear charge the repulsive forces between the positively- 

charged @ particle and nucleus are so strong that the 

a particle is either turned back or loses much ot its energy 
before 1$ reaches the nucleus. In the case of light atoms of 
Jow nuclear charge the a particle probably retains much of its 
energy an entering the nucleus structure, and inay be thus 
more effective in. promoting disintegration than in the case of 
the heavy atom. 

Regarding the effects observed when an a particle collides 
with the hydrogen nucleus-—the lightest and snuplest nucleus 
known to us—wlien a particles are passed through hydrogen 
or any material contaming hydrogen, occasionally an a par- 
ticle passes so close to а hydrogen. nucleus that it sets it in 
swift motion. This H particle has suftigent energy to be 
detected by the scintillation ıt produces оп a zinc sulphide 
screen. That the maximum speed communicated to an H 
nucleus should be 1.6 times the velocity of the colliding: a 
particle has been verified experimentally, and it has been 
found that the maxnnum range of the recoil H particle, i.e., 
the distance travelled in air before absorption, 1s about four 
times that of the colliding a particle. For exaniple, if the 
H nuclei are set in motion by a particles from radium С of 
range 7 cm. in air, their maximum range is about 25 cem., 
but, of course, particles of all ranges from 0 to 28 em. due to 
oblique collisions are also present. ‘These awift H nuclei are 
liberated, not only from badrogen, but from all matter con- 
taining hydrogen in chemical combination, and in number 
proportional to the amount of hydrogen. 

The first observation indicating the disruption of the nitro- 
gen nucleus was made some years ago. When a stream of 
a particles 1s passed through oxygen or carbon dioxide a few 
long-range particles are observed, which appear to be Н 
nuclei liberated from hydrogen present in the radio-active 
source. When dry air or pure nitrogen is used the number 
of particles is three or four times as numerous and of greater 
average range. These swift particles are bent in a magnetic 
field аз if they were hydrogen nuclei, and it was thus con- 
cluded that they arose from the disruption of the nitrogen 
nuclei due to close collisions with a particles. 

Further progress has depended mainly on improving the 
methods of counting the weak scintillations produced. by 
these particles. 
examination of a number of the lighter elements, and have 


found that similar long-range particles are liberated from 
boron, fluorine, sodium. aluminium, and phosphorus, as 


well as fram nitrogen. The range of the particles in all cases 
is greater than that of the H particles liberated from. free H 
atoms under similar conditions. l'or example, using radium 
C as a source of a rays, the range of the H nuclei is about 
28 cm. Under similar conditions the range of the particles 
from nitrogen is 40 cm., while the range of the particles from 
aluminium is as much as 90 em. The range of the particles 
of the other elements mentioned lies between these two 
values. Such results show clearly that the presence of these 
particles cannot be ascribed to some contamination of the 
material with free or combined hydrogen. 

Iu some recent experiments we have found that these loug- 
range particles are bent in a magnetic field as if they were 
hvdrogen nuclei, and there can be little doubt that they con- 
sist of hydrogen nuclei in all cases. The maximum speed of 
emission of these nuclei depends on the speed of the bom- 
barding a particle, and varies from element to element. 

Thus '* protons " have been ejected from the nuclei of cer- 
tain light elements by the action of the a particles. It is 
significant that no protons are liberated from elements like 
carbon (12) and oxvgen (16) whose atomic weights are given 
bv 4n, where n is a whole number. Protons are only 
observed in elements where the atomic weights are expressed 
by 4n+a, where a is 2 or 3. This is simply illustrated in 
Table I. of elements from which protons are liberated. 


. Boron contains two isotopes which are included in the table. 


TABLE I. 
Element. Mass. in-ca 
‘Boron -— we ы без 10 2x44-9 
11 9х4+3 
Nitrogen £z. "T es . H 3х4+92 
Fluorine, a m ma T" 19 4x4--3 
Sodium M e E "ED. 5х4+3 
Aluminium s = s 27 6x4+3 
Phosphorus ae : 3l 7X4+8 


These results suggest that the elements are in the main 
built up of helium nuclei, mass 4, and protons. The a par- 
ticle 1s unable to liberate a proton from elements like carbon 
or oxygen which are built up entirely of helium nuclei as 
secondary units. but can do so from an element like fluorine, 
which presumably is built up of four helium nuclei and 
three protons. The helium nucleus is so stable a structure that 
it is probably impossible to effect its disintegration with the 
swiftest a particle available. Since the speed of the proton 
expelled from aluminium, for example, is dependent on the 
speed of the colliding а particle, the results indicate that the 
proton which is liberated is a satelite of the main nucleus. 
Under such conditions it may be possible for the a particle 
to transfer much of its momentum and energy to the proton 
and to release it from the system to which it is bound. Such 
а view is supported by the rather surprising observation that 
the protons from aluminium—and also from other elements— 
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Dr. Chadwick and T have made a systematic | 


are ejected in the backward as well as in the forward direc- 
tion of the a particle. Such an effect is not observed when 
a particles collide vith free 11 nuclei, and the expu:sion, of 
protons in all directions seems to be a characteristic phe- 
nomenon of disintegration of nuclei. Such a resuit receives 
a simple explanation if it be supposed that in some cases the 
a particle eollides with the proton in such a position that the 
latter recoiis in the forward direction, while in others the 
proton is driven towards the main nucleus of the atom, de- 
scribes an orbit round it under the influence of. the strong 
central forces, and emerges again in the backward direction. 

Such a point of view 1s in. good accord with the experi- 
mental evidence. If the protons circulate as satelites in 
orbits round the main positively-charged nucleus, the forces 
between positively-charged particles must be attractive at 
these minute distances. ‘Lhe rapid change im: the laws of 
force and, possibly, also in the nature of the forces c.ose to 
the nucleus, has also been observed in the coliision of a par- 
ticles with H nuclei, and has recently been investigated by 
Chadwick and Bieler. , zn p 

It should be borne in mind that the disintegration, effected 
by a particles is on a very minute scale. Only two protons 
are liberated from aluminium for а milion a particles travers- 
ing it. ‘This disintegration has been observed only by the 
utilisation of such a sensitive method that the individual pro- 
ton can be counted. In some cases the energy of the expelled 
proton is greater than that of the a particle which liberates 
it. lor aluminium the proton has a maximum energy about 
40 per cent. greater than that of the a particle. There thus 
appears to be a gain of energy in some cases, presumably 
derived from the nucleus. 

From the radio-active evidence we know that the nuclei of 
heavy atoms are built up, in part at least, of he‘ium nuclei 
and electrons, while from the experiment outlined above it 
seems clear that the proton can be released from the nuclei 
of certain light atoms. It is, however, very natural to sup- 
pose that the helium nucleus which carries two positive 
charges in a secondary building unit composed itself of a 
close combination of protons and electrons, viz., four protons 
and two electrons. = 

From the point of view of simplicity such а conception has 
much in its favour, although it should be mentioned that it 
seems at the moment impossible to prove its correctness. If, 
however, we take this structure of the helium nucleus. as а 
working hypothesis, certain very important consequences 
follow. On the oxygen scale the helium atom has a mass 
very nearly 4.000, while the hydrogen atom has a mass 
1.0077. The mass of the helium atom is thus considerably 
less than that of four free H nuclei. Disregarding the small 
mass of the electrons, in the formation of 1 gram of helium 
from hydrogen there would be a loss of mass of 7.7 milli- 
prams. 

It is now generally accepted that if the formation of a com- 
plex system is accompanied by the radiation of energy E, the 
reduction of the mass m of the system is given by Ё=этс?*, 
where c is the velocity of light. This relation between mass 
and energy follows not only as a direct consequence of the 
theory of relativity, but can be directly derived from Max- 
well's theory, as pointed out by Larmor. On this relation 
the energy E liberated in the formation of 1 gramme of 
helium from hydrogen is equal to 6.9x10-"* ergs or 1.6X10'! 
gramme-calories. This is an enormous amount of energy, 
large compared even with the total energy emitted during 
the complete disintegration of 1 gramme of radium and its 
products, viz., about 3.710? gramme-calories. It сап be 
simply. calculated that the energy radiated in forming one 
atom of helium is equivatent to the energy carried by three 
or four swift а particles from radium. On this view we can 
at once understand why it should be impossible to break up 
the hehum nucleus by a collision with an « particle. In fact, 
the helium atom should be by far the most stable of all the 
comp/ex atoms. 

Perrin and Eddington pointed out that in all probabilitv 
the energy of radiation from our sun and the stars is mainly 
derived from the enormous emission of energy accompanying 
the formation of helium from hydrogen. If this be the case 
it is easy to show that sufficient energy can be derived from 
this souree for our 5un to radiate at its present rate for 
several thousand million years. The older theories of Kelvin 
and Helmholtz, where the heat of the sun is ascribed to the 
gradual concentration. of the material under gravity, make 
the life of the sun much shorter than modern estimates of the 
age of the earth, and appear to be quite inadequate to pro- 
vide the reauisite energy. 

This interesting suggestion of the probable origin of the 
greater part of the enormous energy radiated by the sun and 
stars is one of the first-fruits of the investigations оп the 
structure of atoms. It is believed that the formation of 
helium from hydrogen occurs under certain conditions in the 
great central furnace of the sun and stars. There is по 
evidence, so far, that this combination can be produced under 
laboratory conditions. ТЕ may be that it can be effected only 
under conditions of very high temperature and enormous 
intensity of radiation, such- as occur in the interior of a sun. 
Even then the process of formation may go on at a very slow 
rate and for periods measured by millions of vears. 

During recent years unexpectedly rapid advances have 
been made in our knowledge, but we have only made a begin- 
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ning in the attack on a very great and intricate problem. 
Great difficulties arise the moment we consider why the 
nucleus of an atom holds together, because the ordinary laws 
of force between electrified particles break down at such 
minute distances. A closer study of the modes of transforma- 
tion of radio-active bodies, where the process of devolution 
of elementa takes place before our eyes, may be expected to 
give us much more important data. The general evidence 
indicates that the y rays like the a and £ particle have their 
origin in the nucleus. The study of the y rays thus gives us 
information of the frequency of vibration of the electrons 
which form part of the nuc:ear structure. In addition, Ellis 
has shown that it appears probable that the laws of quantum 
dynamics which govern the motions and vibrations of the 
outer electrons apply also to the nuclear electrons. If this 
conclusion can be verified it offers the hope that we may 
later be able to form some idea of the detailed structure of 
nuclei. Harkins has pointed out relations that. appear to 
exist between the relative abundance of elements in the 
earth and their atomic number, while the close study of 
stellar evolution should ultimately throw much light on the 
general problem. 


POWER SUPPLY FOR THE SOUTH-EASTERN 
| AND CHATHAM RAILWAY. | 


ELECTRICITY. COMMISSIONERS’ INQUIRY. 


(Continued from page 863.) 

The chief point of interest arising out of the proceedings 
on June 12th, which, by the way, were held at the Institu- 
tion of Electrical Engineers, was that the only other offer 
which will be laid before the Commissioners to supply the 
South-Eastern Railway Co. with power will be that of the 
County of London Electric Supply Co., neither the London 
Companies’ Joint Committee, nor the Conference of Local 


Authorities, or the London County Council will now suggest . 


that they can give the Railway Co. a supply. ОЭ 

Before this point was reached, however, the Commissioners 
had sent for a representative of the Advisory Committee, 
under the Trade Facilities Act, and Mr. W. J. Sainsbury at- 
tended. This gentleman said that an application had also 
been received from the West Kent Co. for a guarantee under 
the. Act, and the company had been informed that the Com- 
mittee would not be prepared to give a guarantee for an 
amount of debentures in excess of the paid-up capital, &nd 
that if the works eventually cost more than was contem- 
plated the West Kent Co. must be in a position to make up 
the deficiency. Moreover, one of the conditions to any such 
guarantee would be that the West Kent Co. must have en- 
iered into a satisfactory arrangement with the South-Eastern 
Railway Co. for giving that company a supply of power. 

The CHAIRMAN asked what the position would be if the 
Commissioners refused consent to the Railway Co. to erect a 
generating station? 

Mr. SAINSBURY said it would simply be a matter of arith- 
metic to decrease the amount of the guarantee, and would 
really bring the matter back to the original position, when 
the Railway Co. asked for a guarantee of £5,000,000 for equip- 
ping the lines. He was satisfied that the Committee would 
give the guarantee for the reduced amount under those cir- 
cumstances provided satisfactory arrangements were made 
for a supply of power. He saw no reason why there should 
be any delay on the part of the Committee in making this 
amendment. 

Sir Harry Hawarp asked if it were the fact that a condi- 
tion of these guarantees was that all contracts must be on a 
ш basis and that all orders must be placed in Great 

ritain 


Mr. SaiNsBURY said the Committee was prepared to agree 


to a small proportion of the money being spent outside the 
country where particular plant or apparatus could not be 
obtained here, but generally, the position was as Sir Harry 
had stated. In answer to another question, witness said 
that at present a Government guaranteed loan ought to be 
raised at shghtly under 5 per cent. In some cases, without 
the Government guarantee, companies might not be able to 
raise money at all. 

Mr. ТүрЕвЕҮ Jones, K.C., for the West Kent Electricity 
Co., then intimated a few drafting alterations to the proposed 
agreement put in on Friday, with the object of making the 
intention clear. For instance, the 89 million kWh mentioned 
was ‘to be at a load factor of 35 per cent., taken over an 
hour or half an hour, and not momentarily. Then the coal 
clause was intended to take coal at 15s. per ton as the basis, 
and the wages clause took the present wages as the basis. 
Further, the rebate was intended to app!y not only to whole 
numbers, but to fractions. Thus there would be a rebate of 
3 per cent. when the railway load reached 89 million kWh 
per annum, and the general load 219 million kWh per annum, 
and lower proportionate rebates at eariier stages. 

The CHAIRMAN suggested that the proposal should be put in 
а clearer form than that in which it now stood.  - 


Sir Harry HAWARD said there was nothing in the proposal 
as to the conditions under which it could be terminated. 
What might be a proper price now might not be a proper 
price some years hence. 

Mr. TvLpEsLEY Jones said that a revision was not a part 
of the offer. There was the automatic adjustment for coal 
and wages. Continuing, Mr. Tyldesley Jones said that the 
West Kent Co. would not be averse to a purchase clause, 
exercisable not earlier than 60 years hence, on suitable terms. 
The terms which it would be prepared to consider were five 
years’ notice of purchase, the terms of purchase being 2% 
years' purchase of the average profits during the five years 
preceding purchase, subject to some safeguard against these 
five years, or one or more of them, proving to be abnorma;i. 
The case they had in mind had occurred with regard to the 
purchase by the Torquay Corporation of the Newton Abbot 
Co. The purchase was so many years purchase of the pre- 
ceding three years’ average profit. Owing to the fact that 
costs had risen very much during the period following the 
war, and the fact that the company was not able to raise 
lis charges in time, the profits for some part of the three 
years were abnormally low. In this case a House of Lords 
Committee had altered the terms of the earlier Act, and the 
purchase was now to be by arbitration. 

Sir Harry HAWARD suggested that this was going against 
the law of average. What about the abnormality being the 
other way? 

Mr. 'TyLbEsLEX Jones said he did mot think it would be 
unreasonable for the argument to apply both ways. 

This closed the West Kent Co.'s evidence. 

Here the Chairman asked the several opponents which of 


.them was going to make an offer to the S.E. & C. Railway 


Co., in addition to the offer of the West Kent Co. 

The Hon. Evan CHARTERIS, K.C., for the County of London 
Co., said he was. 

Mr. Turner, for:the Conference of Local Authorities, Mr. 
kENNEDY, for the London Companies’ Joint Committee, and 
Mr. Craig Henderson for the L.C.C., all said that they were 
not proposing to make an offer to supply the Railway Co. 

The Hon. Evan CnHanrERIS, K.C., then opened the case fa 
the County of London Electric Supply Co., and said he pro. 
posed to call Mr. C. H. Merz as his principal witness. 

The CHAIRMAN asked if the Commissioners were to under- 
stand that the County of London Co. represented itself to 
be an authorised undertaker—under Section. 11 of the Elec- 
tricity (Supply) Act, 1919—willing and in а position to give 
the Railway Co. a supply at в price not higher than that at 
which the Railway Co. could generate power for itself. 

Mr. CHARTERIS said that was exactly his position. Moreover. 
he claimed that the erection of a power station for the specifx 
purpose of supplying a Railway Co. and no other consumer 
was diametrically opposed to the best interests of electricit: 
supply development in the London area. 

Counsel then related how the County of London Co. hac 
had its Barking station, with a capacity of 100,000 kW, authar- 
ised by the Commissioners, upon terms by which it was pur. 
chaseable by a joint electricity authority if so desired before 
August, 1926, upon terms to be determined by the Commn- 
sionera. 

Mr. Скла Henperson, for the L.C.C., raised the obie- 
tion that as the Barking station of the County of London 
Со. had been authorised for the statutory requirements ri 
the County Co. oniy, any extension of those requirement: 
ought to be the subject of a special application to the Com- 
missioners. No notice of such an application had been made 
and as the County Co. could not at present supply the Hai. 
way Co., and the latter being outside the area of supply, th-- 
raised an important matter from the point of view of tbe 
L.C.C., which was the purchasing authority in London, ard 
this ought not to be dealt with at that inquiry. 

Mr. CHARTFRIS said the company had powers to link up its 
north and south London areas, and the supply could be given 
to the Railway Co. in the County Co.'s southern area. 

The CHAIRMAN said that under Section 11 of the Act. i 
any authority came forward and said it was able to give з 
supply, the Commissioners must consider the offer. 

Mr. HENDERSON said this only referred to an undertake: 
authorised to give a supply to & railway company. 

The CHAIRMAN said this raised a point of importance, аг 
he would like to consult his colleagues. 

After a brief consultation, the Chairman said the Cem 
missioners were of opinion that Mr. Charteris should te 
heard, and that Mr. Craig Henderson would have ample c 
роз to criticise the offer Mr. Charteris was going t- 
make. 

Mr. Cuarteris then деа! with the general position of tte 
Railway Co. in this matter. He said that notice to electrii: 
under the Railway Companies Act, 1903, was only given «- 
Mav 19th, 1922, and that invo'ved the consent of the Ministr 
of Transport, after an inquiry had been held to hear оре: 
tors, and a period of three months was allowed for ob: 
tions to be lodged. This took the matter to August I~: 
1922. "Therefore, the order to go ahead could not be giver 
by the Railway Co. until after the inquiry was held. «= 
the other hand, the County of London Co.'s plans for th- 
Barking station were so far advanced that the order tẹ 
ahead could be given at once, and the County Co. would ++ 
In a position to give the supply before the Railway Co. wou 
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be in а position to receive it, and certainly before June, 1925, 
when the equipment of the lines had to be ready under the 
guarantee arrangements with the Advisory Committee under 
the Trade Facilities Act. Estimates would be given showing 
a saving of £433,000 on capital expenditure on the part of 
the Railway Co., if supply were taken from the County Co. 
The supply wouid be given at 50 cycles, which, it was con- 
tended, was the best for general supply, and no difficulty 
would be experienced in converting that to 25 cycles for the 
purpose of the Railway Co. The position taken up by the 
County Co. was that it did not wish to criticise the proposals 
of the West Kent Co. in this matter, but if the Commissioners 
did not approve of the West Kent scheme, then there was 
this offer of the County Co., to displace the Railway Co.'s 
proposal to build a power station. The Barking site being 
on the north side of the river, would necessitate æ tunnel 
under the Thames, but the County Co. had authority to 
connect up its northern and southern areas, and the tunnel 
would be built in anv event. Moreover, the Barking power 
station was not much further away from the Lewisham sub- 
station of the Railway Co. than the proposed. Belvedere 
power station of the West Kent Co., and very little more 
remote from it than the proposed Railway Co.’s power sta- 
tion at Angerstein’s Wharf. The County Co. now had an 
industrial load of 30,000 kW, and was turning away further 
demands on account of lack of facilities. Therefore, it was 
necessary to proceed with the Barking station, and then 
there would be ample supply available for dealing with the 
railway load. 

The CHAIRMAN said that during the inquiry into the Barking 
station, it was put forward that when this was built, the two 
congested London stations of the County of London Co. would 
be shut down. Did the supply to the Railway Co. mean a 
delay in shutting down the existing stations? 

Mr. CHARTERIS asked that the point should be dealt with 
by Mr. Merz. 

On Tuesday, June 13th, Mr. C. H. Merz was called in 
support of the County of London Eectrie Supply Co.'s op- 
position to the S.E. Railway Co.'s application. The offer of 
the County of London Co. was in the following terms :— 

(1) The County of London Co. undertakes to supply elec- 
trical energy to the S. E. Railway at a periodicity of 50 cycles 
per second, and a pressure of 33,000 V. The supply is to be 
sufficient to deal with a railway loud equivalent to 30,000 
kW of demand on a haif-hour rating. (2) The County of 
London Co. undertakes to pay the increased capital cost of 
motor-generators and transformers at 50 cycles, as compared 
with rotary converters and transformers at 25 cycles, as may 
appear on actual tenders approved by both parties. (3) The 
full supply to be available within three years from June 30th, 
1922, and the payment under this agreement to start from 
that date. The County of London Co. will place at the dis- 
posal of the S. E. Railway Co. a supply of energy for testing 
trains by the end of 1924. (4) The S.E. Railway.Co. to pay 
for this supply a fixed annual rental equal to 7.4 per cent. 
(4.5 per cent. interest, plus 2.9 per cent. depreciation) on the 
estimated capital cost of the S.E. Railway Co.'s Angerstein's 
Wharf power station and the transmission mains from that 
station, according to the tables presented by Mr. C. P. Sparks 
for the S. E. Railway Co. as finally amended at the inquiry 
he'd by the Electricity Conimissioners in June, 1922, or auch 
other rate of interest at which the Commissioners may be 
satished that the necessary capital can be raised by the 
S.E. Railway Co., plus such further annual sum as the Com- 
missioners may determine to be the proper amount to be 
added for depreciation. (5) The S.E. Railway Co. to pay 
the actual local rates paid by the County of London Co. in 


respect of 45,000 kW of pant at Barking. The S.E. Rail- 


way Co. to pay the actual local rates incurred by the County 
of London Co. in transmission mains in respect of a capital 
value of £65,000. (6) The S.E. Railway Co. to pay, as a 
running charge, the cost per kWh, other than the fuel cost, 
estimated by the S.E. Railway Co.’s witnesses for operating 
and maintaining the suggested station at Angerstein's Wharf 
with a minimum equivalent to 95 per cent. of the said opera- 
ting and maintenance cost for a load of 29,000 kW. (7) The 
S.E. Railway Co. will рау, as a fuel charge, the actual cort 
of fuel incurred by the County of London Co. on the basis 
of 90,000 B.th.u. per kWh sent out from Barking at 33,000 
V. (8) The County of London Co. will allow a rebate on 
the fuel cost of half the difference between the coal consump- 
tion per kWh sent out from Barking at 38,000 V, and 20.000 
B.th.u. (9) The County of London Co. will allow a further 
rebate of 4 per cent. on the running charges and coal bit, 
on account of the decreased efficiency of motor generators. 
(10) For all extensions of the S.E. Railway Co.'s electrifica- 
tion the County Co. undertakes to supply electrical energy on 
similar lines as above, and the S.E. Railway Co. agrees to 
take such additional supply. (11) Arbitration clause. on 
usual lines. (12) Period of agreement, minimum of 95 vears; 
coal strike, and land clauses. 

Sir Harry Hawanp promptly pointed out that the offer did 
not state a price per kWh, and he asked for details of esti- 
mated costs and a figure for the cost per kWh. 

Mr. MERZ's reply was that if full details of this nature 
were to be disclosed, it would be impossible for any com- 
mercial undertaking to come to an agreement. The offer 


waa capable of being translated into a precise figure sufti- 
ciently close for the Railway Co.’s purpose. 

Sir Harry HawanD said that a definite figure of cost per 
kWh had been put in both by the S.E. Railway Co. and the 
West Kent Co. and the Commissioners would desire а 
similar figure from the County of London Co. 

Sir JOHN SNELL concurred in this. 

Eventually, later in the day, Mr. Merz said that the figure 
worked out to 0.4814. per unit. 

In the course of the explanation by Mr. Merz of the offer 
set out above, Mr. Clode, K.C., for the Railway Co., said he 
could not accept the arbitration of the Commissioners as to 
the interest and depreciation charge. | 

Mr. TyubEstLEY Jones, K.C., for the West Kent Co., pointed 
out that the point of delivery of the power was not mentioned 
in the offer. 

Mr. Merz replied that for practical purposes, it would be 
the Lewisham sub-station of the Railway Co. Later, he 
explained that the intention was to carry the cables through 
the tunnel to be constructed under the Thames on to the 
railway track, and carry them along to Lewisham. If a 
technical objection was taken to the County Co.'s metering 
outside its area then the supply would be given from the 
Camberweil area of the County Co., und metered from there. 
Answering further questions, Mr. Merz said it wae intended 
to put down an additional 35,000-k W set at Barking, i.e., four 
instead of three. The tunnel under the Thames would be 
6 feet in diameter and the cost was put at £70,000, which 
was more than the price which had beeg quoted. Не did 
nof anticipate any trouble in getting the consent of the Port 
of London Authority to the construction of the tunnel. The 
figure of 0.4814. per kWh was for a.c. delivered at Lewisham, 
after allowing 4 per cent. for the difference in efficiency 
as between motor generators and rotary converters, Mr. 
Merz added that the offer was not necessarily the best that 
might be arrived at if the Railway Co. and the County Co. 
got to actual negotiations. There were points outstanding 
which business men would have no difliculty in overcoming, 
but the offer as it stood was put forward as complying with 
Section 11 of the Electricity (Supply) Act, 1919. 

Mr. Бовект Н. HouGuron, chief electrical engineer to the 
London, Brighton & South Coast Railway Co., was cailed 
by the Commissioners. He aaid that 69.2 single track miles 
or 22.41 route miles were at present electrified, and that a 
further 5.8 route miles or 25.6 single track mi'es were in 
hand. This would carry the I.B. & S.C. electrified lines to 
West Croydon. A scheme had been prepared for electrifying the 
whole of the suburban lines of his company amounting to 101 
route miles, or 400 miles single track, including those mentioned 
above, and this would need 900 million kWh per annum. 
The electrification of the lines to the coast was a separate 
scheme. The present load factor was 37 per cent., and the 
maximum load on a one-hour rating was 5,000 kW. The 
power taken last year amounted to 16,080,000 kWh. When 
the whole of the suburban lines had been dealt with, he 
estimated that the maximum demand would be 63,000 kW. 
with a load factor of just over 40 per cent. The present 
system and the small extensions in hand were supplied at 
6,700 V, but the intention was to change the whole system 
over to 11.000 V. No definite decision had yet been come 
io with regard to the completion of the suburban system. 
The company had found its supply from an outside source 
perfectly satisfactory. 


- (To be concluded.) 


ELECTRICAL DEVELOPMENT: AT HACKNEY. 


THÉ Metropolitan Borough of Hackney bids fair to be one of 
the pioneers of the popularisation of electrical methods in 
this country. Following upon the excellent exhibition which 
was held recently, another important move has been made. 
Already the price of energy in the borough is very much 
below the average—6d. for lighting, and 14. for heating and 
cooking*—which is in itself an important factor in the exten- 
sion of the use of electricity. The Borough Electrical Engi- 
neer (Mr. J.. L. Robinson) was recently requested to draw 
up a scheme whereby electricity for all domestic purposes 
might be brought within the reach of families of limited 
means—a considerable portion of the denizens of a borough 
such as Hackney. The first consideration was the relief of 
the prospective consumer from the burdensome initial cost 
of installation. It was, therefore, suggested that the Council 
should bear this in the first place--repayment by the con- 
sumer being gradual—the expenditure being charged to 
revenue account. This matter having been met, the low 
price of energy in the district would do the rest. Mr. Robin- 
son acknowledges his indebtedness to the Gas Light & Coke 
Co. for the suggestion, as his company, realising how much 
revenue might be obtained by ч graduated system of re- 


*We are informed that the ld. rate applies to the summer 
quarters only, at present, the winter rate being 24. per unit; 
owing, however. to the increased efficiency of the station, the 
Engineer has recommended that the 14. rate be instituted for 
the whole year.—Eps. Eec. Rev. | | 
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paving installation costs, has already in operation a method 
involving this principle. - There is nothing undignified in 
adopting the scheme of a competitor, and gas has gleaned 
more than. опе useful inspiration from electricity. 

The installation. proposed, while comprehensive enough to 
meet the needs of the average household, is simple and com- 
paratively inexpensive. For lighting a six-pendant installa- 
tion is suggested. This would comprise the service, a meter, 
wiring,- switches, fuses, and plain pendant fittings termina- 
ting in shade carrier cord- -grip holders. The cooking instal- 
lation would consist of a standard cooker and a 3-pint kettle, 
similar to those already dealt with in the Council's ordinary 
hiring scheme, with the necessary service, meter, and wiring. 
Standard radiators, as used in the ordinary hiring scheme, 
would be installed for heating, together with service, meter, 
&c. It will be noticed that, although as will be seen later, 
the .price per unit for heating aud cooking would be the 
same, separate services and meters are proposed for the two 
parts of the installation. This, it may be presumed, is to 
allow the use of either heating or cooking separately if de- 
sired. Where both were installed no doubt one service and 
one meter only would be provided. Turning to the con- 
sumer's liabilitv in the first instancé, it is proposed that he 
shal pay outright for the provision and maintenance of 
lamps and glassware, and for any special convenience, decora- 
tive lights, ог. portable articles such as immersion heaters, 
irons, and similar appliances. The supplies would be given 
through shilling-in-the-slot prepayment meters and the charge 
would be 2d. per unit 1n excess of the ordinary flat rate for 
lighting, and 4d. in excess of the ordinary cooking and 
heating. rate; based on present prices this would amount to 
8d. and 140. per unit respectively. 

To enable an idea of the probable results to be gained, the 
report presents what would be typical installations. Assum- 
ing a six-light installation, costing 3Us. per point, the wiring 
would cost £9; the service and meter would cost £5; making 
a total expenditure of £14. The consumption of such an in- 
stallation would probably be 150 units per annum; at Sd. 
per unit, the consumer's bill would, therefore, be £5 per 
annum. Of this sum 2d. per unit would be taken for fixed 
charges on the: service and instaliation and would amount 
to #1 5s. per annum. The value of the insta lation would 
be stated when installed, and the consumer would have the 
option, at апу time, or by instalments, to рау the sum, and, 
upon completion of payment, would be entitled to have the 
charge per unit reduced to the ordinary rate for consumers 
who have provided their own services and installations. The 
complete cost of a cooking installation is £20, and the con- 
sumption for a family of four would average 1,000 units 
per annum. At 144. per unit this would amount to £6 5s. 
per annum, and, taking 4d. per unit for fixed charges, a 
sum of £2 1s. 8d. would be obtained. As with the lighting 
installation, the consumer would have the option of pur- 
chasing the installation, involving the right to be supplied 
at the same rate as ordinary consumers. 

The Council would not be compel'ed to give these terms 
to anybody who applied for them, but would be empowered 
to satisfy itself as to the standing of applicants, or to demand 
seeuritv. 

Mr. Robinson concludes his report by expressing his con- 
fidence in the success of the scheme outlined. and hopes 
that it will be tried on a scale which will lead to practical 
results. He suggests that £5,000 should be ‘‘ earmarked ' 
out of revenue for the purposes of the scheme, and that 
installations involving the expenditure of this amount should 
be sanctioned. A further detailed report would then be 
submitted before the scheme was carried any further. 

The Finance Committee, reporting on the matter, passes 
the estimate of £5,000 subject to the Council's sanctioning 
the proposa!s. 

As the sum suggested will provide for the equipment of 
about 150 houses it will be seen that the experiment is on 
an adequate scale, and it is to be hoped that the results 
obtained will enable the Council to proceed still further with 
the scheme until Hackney becomes an “all-electric ” 
borough. ' i 
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. DEVELOPMENT WORKS IN URUGUAY. 


H.M. COMMERCIAL SECRETARY at Montevideo (Captain Eric 
Buxton) in his report* on economic conditions in Uruguay 
up to November last, states that the port scheme, which 18 
estimated to cost $13. 000.000, is likely to take six years in 
execution. The suggested works comprise a new basin for 
river craft, a new pavilion for passengers, a produce market, 
a sipway, the purchase of dredging plant, the deepening of 
the entrance channel and basins, and the construction of a 
new drv dock and sundry buildings. Tt is proposed to spend 
some $143,000 on improvements at the small Atlantic port 
af La Paloma. 

Extensions are also to be made at the three principal porta 
on the Uruguayan bank of the River Uruguay. Work has 
heen commenced at Paysandú in connection with the im- 


*Department of Overseas Trade, price Ja. 


provements a by the Frendi firm of Hersent: it is 
proposed to lengthen, the existing mole, arid generally 
Improve the present means for dealing with passenger and 
cargo traffic, at an expenditure of some $225,000. Foilowing 
a call for tenders which brought quotations from 15 firms, 
the Uruguayan Government decided to award the contract 
for the supply of electric cranes for the port of Paysandú to 
a German firm. 

Certain improvements are likely to be carried out at Salto, 
a ВШ having been laid before Congress authorising the ex- 
penditure of $240,000 for the purpose of extending the exist- 
ing wooden mole and providing it with more adequate mean? 
for handling cargo. ‘The construction of water works and 
drainage at eight towns in the interior 1s being undertaken. 
Payment will be made in Bonos de Saneamiento. These 
bonds, which cannot be issued at less than 93 per cent., bear 
6 per cent. interest and 1 per cent. amortisation per annum. 

Work is in progress in connection with the drainage works 
which the municipality of. Montevideo decided to carry out 
in the south-east part of the city known as '' La Estanzueli, 
at an estimated cost of $1,470,000. In this case the success 
ful tenderer is a German firm. 

The report refers to the scheme which has been laid before 
Congress whereby the horse-drawn tramways, known as the 
Tranvia del Norte, would be electrified and thus placed on a 
par with the other companies, both of which adopted elec- 
tric trar шоп some years ago. The scheme comprises the 
laving of 25 miles of track with overhead wires, a power 
house, two sub-stations, 50 electric cars, 2 trailers, the 
paving of certain lengths of track and re-paving in other 
cases, car barns and workshops, underground  teeders, &c.. 
and the cost is estimated at 24 million dollars. It is proposed 
to raise this amount by an issue of mortgage debentures. 

Considerable progress in certain manufacturing industries 
has’ been made in Uruguay. Their establishment is en- 
couraged by virtue of a law under which the machinery 
required for the installation of specifie works is exempt from 
import duties, and relief is afforded in the matter of taxation 
on the exploitation of the works. 

With the aid of imported brass and iron tubes, rods and 
wire, the. making of bedsteads, wire mattressea, curtain rod», 
and other metal fittings is fairly extensively carried ош; 
local factories are also turning out building brassware, and 
to the brass and iron foundries must now be added a recently 
established steel foundry. the first of its kind in the country. 

The Board of State Electrical Stations contro's the produe- 
tion and supply of electricity in Montevideo. During the 
financial year ended June 30th, 1920, the enerpy generated 
amounted to 52,000,000 kWh, of which 45,000,000 kWh was 
consumed; the net profits amounted to $1,268,543. A consider- 
able number of the consumers are on the power mains. The 
State also controls a large chemical plant known as the Insti- 
tute of Industrial Chemistry. 

While the sale of British goods has been made difficult by 
the premium of about 25 per cent. at which sterling has been 
quoted in the exchange market for several months past, the 
representatives of German manufacturers have had httle 
trouble in securing the major portion of the orders in many 
lines of business. The premium at which United States’ 
funds have been quoted has been extraordinarily high, the 
rates of exchange having attained figures which represented 
a premium of 60 to 70 per cent., with the result that imports 
from that country have suffered a 3evere check. 

Within the reduced number of orders placed by Uruguayan 
buyers German manufacturers have'done a fairly considerable 
amount of trade owing to their quotations being invariablr 
very much lower than any others. Despite the fact that the 
United Kingdom firms have reduced. their prices, the 
premium at which sterling is quoted places their. figures ш 
an unfavourable position when in competition with Germin 
houses. The latter are sparing-no pains to secure a proni- 
nent place in this market. 

German electrical goods are on the market again, but it 
may be said that stocks of imports are generally low; vet 
the present would hardly be an opportune moment in which 
to urge Pritish manufacturers desirous of establishing can- 


` nections in Uruguay to incur expenditure in advertising ш 


this market. Special stress must, however, be laid upon the 


desirability of all circulars distributed in Uruguay bemc 
printed in Spanish. In most lines the best means of 
approaching importers із through resident agents. At the 


present time, however, difficulties are experienced in obtam- 
ing the services of suitable local firms to act as agents for the 
sale of certain lines owing to the limited scope due either to 

small demand or to the difficulties arising from the premium 
on sterling. Many British firms are already represented т 
this market, and the various local British businesa houses 
constitute a very valuable means of distribution in (торих 
of goods manufactured in the United. Kingdom. Most of the 
British business firms in this country are members of the 
British Chamber of Commerce in Uruguay. founded seven 
years ago, with headquarters in Montevideo. 


== >=========—=—==—= 
The Metric System.—The use of the metric system has 


been optional in Greece since 1898; it is now about to be made 
obligatory. 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest. 


A Lock íor Electric Lamps. 


We have received a sample of a new lock (fig. 1) for incan- 
descent electric lamps from THE FRANcIS Тоо, & ENGINEERING 

. Co., Lap. This is a simple but effective device, consisting of 
- two collars, one of which screws into the other. A ratchet 
- fixed upon the inside of the outer collar engages, when the 
latter is turned in a right-handed direction, with shoulders 

.J running across the thread of the inner collar. The parts screw 
. together easily in the opposite direction. In fitting the lock 
__ the lamp-holder is inserted into the inner collar with the outer 
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Ев. 1.—Tue Francis Lamp Lock. 


| 

- ipart screwed home, and the lamp is put in. Then the outer 
г collar is screwed down until it lightly rests upon the top of 
the lamp. As it is impossible to turn the collar and move it 
. upward again, it will be seen that the lamp is effectively re- 
tained in position. The only feature which may or may not 
ibe considered a drawback to the use of this device is the 
fact that the lamp must be broken to be removed; a special 

- bag is provided for this purpose. 


The ‘* Teletype’? Intercommunicating Machine. 


A simple machine for exchanging telegraph messages be- 
tween two or more points, made by the MORKRUM Co., of 
. Chicago, was recently described by the Telegraph & Telephone 
- Age. The '' Teletype,” as it is called (fig. 2) is worked by the 
' depression of lettered keys, which causes varying currents to 
be sent over a line and characters corresponding to the keys 
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MG. 2.—TuHe “ TELETYPE '" SIGNAL PRINTING MACHINE. 


are printed оп а narrow :ribbon of paper. both at the trans- 
mitting and receiving ends. The printing is effected by 
bringing the paper, ribbon into contact with characters on 
the rim of a type wheel. The latter is attached to the main 
shaft of the printing unit, and revolves with the shaft, which 
is driven by a small motor through a system of gears and 


a clutch. The keyboard transmitter consists of a bank of 
lettered key levers, a set of notched selector bars, a contact 
mechanism, and à clutch, through the medium of which the 
contact-operating mechanism is driven. The system em- 
ployed to transmit the characters is a five-unit code. If a 
given unit of time be divided into five intervals, during each 
of which current may or may not be transmitted, it is pos- 
sible to produce thirty-two different combinations of current, 
and no-current intervals. Thus, in the case of the letter 
“ E," current will be sent during the first interval and no 
current during the next four intervals. The letter '" R” will 
require current during the second and fourth intervals, and 
no current during the first, third, and fifth intervals.. Each 
combination of signals is preceded by a '' start ” and followed 
by a ' stop” signal. The first step in the selection of a 
combination to be transmitted is the movement of the selec- 
tor bars. Beneath the key levers are five bars, flat steel 
strips set on edge at right-angles to the key levers, and they 
extend across the width of the keyboard. "These bars are 
numbered from 1 to 5, corresponding with the intervals of 
the signal code. "The selector bars are guided at each end 
and rest on rollers so that they may be easily moved end- 
wise. The top edge of each bar has a number of triangular 


'notches cut into it, arranged according to the requirements 


of the code. When a key 1s depressed the key lever strikes 
the slanting sides of these notches, moving the bars either 
to the right or left, depending upon whether the key lever 
putes the right or left incline of the notch in the selector 
)ar. 

“ Cantie " Distribution Boards. 

The accompanying photograph (fig. 3) shows an interesting 
example of distribution fuseboards. "The boards form distri- 
bution points in a ring main system, the cables of which 
are .15 three-core paper-insulated, lead-covered and armoured. 
Each cable is brought to a gland, then through a sealing 
chamber, from whence each core is taken to a terminal 
coupled to а busbar by means of a removable copper link. 
This link having a slot at the lower end and being fixed 
with wing nuts, can be moved aside so as to disconnect and 
isolate any core. The busbars are taken from the link cham- 
ber to the fuse chamber through tubes, being sheathed in 
mica where passing through the tubes. The fuses are of 
the ‘‘ Cantie " patent type, and are of 50-A and 100-A capa- 
city. 

The whole of the insulation is of mica and china. The 
terminals, links, and busbars are carried on mica-covered 
steel rods, which are securely bolted in position. The fuses 
are supported on rectangular steel rods which fit into grooves 
in the china bases. The insulation test was 3,000 V, a.c., 
applied for 30 minutes, and the flash test was 6,000/7,000 V, 
a.c. Not a вше failure or weakness was perceptible in any 
part. 

Every terminal and fixing screw is accessible from the 
front of the box, and any fuse bridge or base can be removed 
and replaced. without interfering with any other bridge or 
base. The cases are of cast iron with cast-iron hinged lids. 
The lids are fitted with watertight joints, and a Jock and key. 


Fic. 3.—''* Cantie " DISTRIBUTION. BOARDS. 


‘In dll there are nine boards, the largest ones being about 


seven feet by three feet, and when packed the aggregate 
weight was about four and a half tons. They were supplied 
to the Calcutta Electric Supply Corporation, Ltd., to the 
specification of Messrs. Kennedy & Donkin, by the CANTIF 
SwircH Co., Lrn., Leighton Street, Nottingham. 
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NEW PATENTS APPLIED FOR, 1922. 


(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Mrssrs. Serton-Jongs, O'DeLL амо 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. ` 


14,666. *' Starters, circuit breakers, &c.. for electric. motors." E. N. Bray. 


Мат 25th. 

14.667. '' Means for making electric connections," E. N, Bray. May 25ih. 

15.011. “ Method of forming joints between tramway rails, &с. Н. W. A. 
Brown. May 29th. 

15,167. *' Thermionic valves, &c." C. F. M. Hayes and Mullard Radio 
Valve Co., Ltd. May 30th. 

19,172. “ Light generators for medical light 
May 30th. 

10.199. “ Head-lights for motor, &c., vehicles." E. V. Lowe and F. С. 
Evans. May 30th. 

15.200. “ Terminals for electric transformers." В. Beeslev, J. B. Hansell, 
and Metropolitan-Vickers Electrical Co., Ltd. May 30th. ` 

15.20]. '' Electric transformers.” — Metropolitan-Vickers — Electrical Co., 
Ltd. May 30th. (United States, June 3rd, 1921.) 

15.202, "t Processes for making alloys.” British Thomson-Houston Co., Ltd. 
(General Electric Co.) Мау 30th. 

15.204. *' High-frequency” telegraph and telephone svstems," Ges. für 
Drahtlose Telegraphie. May 30th. (Germany, June Ist, 1921.) 

15.214. *' Electric heating apparatus." A. M. E. Beavan. May 30th. 

15.228. “ Transmitter for telephony, &c." A. T. Thompson. May 3lst. 

15.229. “ Electric indications of lamps being alight.” E. Kirk. May 31st. 

15,237. “ Sound conduits and amplifiers for wireless telephones and 
recorders.” A. E. Roberts and L. H. Thompson. May 3lst. 

15.296. *' Prepayment apparatus for telephones." W. H. Jones and W. А, 
Robinson. May 3l-t. 

15.904. *' Multiplex telegraphy.” F. E. Pernot and L. J. Rich. May 3lst. 
, ТОЛИ. “ Current. direction. indicator." Deutsche Glimmlampen без. and 
J. M. Schmierer. May ЗІ. (Germany, March 30th, 1921.) 

150000, 6 Wireless receiver sets." W. E. Peek. May 3lst. 

15.47. *' Variable condensers.“ W. E. Peek. May 3151, 

15.320 © Electric switches." T. W. Bennett. May 3lst. 

lo,429. *' Solenoids.” C. Tor Cock. May 3lst. 

10.332.“ Incandescent electric lamps." A. H. Brunessaux and Metropoli- 
tun-Vickers Electrical Со. Ltd. May 3lst. 

19,334. '' Electrolytic protection of boilers, &c., from corrosion, &c." 
Sicmens-Schuckertwerke. Mav 3156, (Germany, June lst, 1921.) 

15,346.“ Controlling magneto-electric machines.” Rudge-Whitworth, Ltd.. 
and W. H. Whitmill. May 3làt. 


15,349. '' Electric outfit for games or demonstrations." M. Latour. May 
31st. (France, June 4th, 1921.) 


treatment.” E., Steinberg. 


15,3551. ''Dry batteries." Soc. Anon. Le Carbone. May 3lst. (France, 
May Ist.) 

15.359. “ Metallic-vapour — electric — rectifier." — Bureau d'Organisat'on 
Economique. Мау 3lst. (France, June 2nd, 1921.) 

15,365. “t Electric condensers,” W., T. Ditcham. May 31st. 

15.367. *' Wireless telegraph receiving circuits." H. J. Round. May 3lst. 

15,368. *' Burglar alarm, &c., electric circuits." J. R. Coltman and W. 
Davan. May 3lst. 


15,374. “ Sparking plug.” E. Fairhurst and J. Winstanley. June 1%. 


15.381. “ Incandescent electric lamps.” J. Walmsley. June Ist. 
15.408. '' Electro-magrnets." H. R. Jones and C. E. Wood. June Ist. 
1o,442. '' Electrically-illuminated signs for advertising, | &c." F. M. 


Thompson. June Ist. 

15.445. '' Mayneto-electrical systems for igniting and illuminating motor 
vehicles." Fahrzeugfabrik Eisenach Zweigniederlassung der Gothaer Waggon- 
fabrik Akt. Ges. in Gotha, June Ist. (Germany, March 31st.) І 

15,452. “ Electric clocks.” C. Е. Prince. Јипе 1м. | 

15.460. * Electric condensers.” Dubilier Condenser Co. (1921), Ltd., and 
W. Н. Goodman. June Ist. 

15,4632. '* Surface condensers.” 
Mav 4th.) 

15,472. “ Electric protection systems,” J. P. Williams. June Ist. 

15,473. “ Electric distribution apparatus," W. T. Henley's Telegraph Works 
Co., Ltda E. E. Judge, and E. Moor. June Ist. 

15,476. *'' Manufacture of metal filaments." General 
June Ist. (Germany, June l8th, 1921.) 

15.490. “ Sparking plug." W. Hedgecoe. June Ist. 


15.481. '' Automatic telegraphy.” E. S. Heurtley and Muirhead & Co., Ltd 
June 1st; 


15,483. '' Electrical connections for batteries," British Battery Co., Ltd., 
and J. W. H. Reynolds. June 2nd, 

15.493/5. “ Electric lifting blocks, &c." С. L. Browne and S. H. Hev- 
wood & Co., Lid. June 2nd. 

15,494. '' Electric. controllers.” C. L, H. Heywood and 
Co.. Ltd. June 2nd. | 

15,516. '' Electric are devices," DP. Freedman. June 2nd. 

15.532. '' Electrical variable condensers.” E. Rl Maddox. [une 2nd. 

15,M3. ' Railways and tramwavs." F. E. Down. June 9nd. 

15,591. “ Electric heating units for laundry irons, cooking apparatus, &c."' 
H. Booth. June 9nd. 

15.573. *' Portable «searchlights." W., J. Curtis and Gas Accumulator Co. 
(Unitel Kingdom), Ltd. June 2nd. 

15,584. “ Receiving apparatus for oscillating electric circuits.” R. L. 
Murray and Telephone Manufacturing Co., Ltd. June 2nd. 

15.594. "' Electrical connectors, terminals or binding posts." A. R. Mat- 
thews and R. F. Tumner. June 2nd. 

15,596. “ Telephone svstems;" Siemens and Halske Akt. Ges. June 2nd 
(Germany, June 21м, 1921.) | 

15,633. “ Automatically lighting electric street, &c., lamps." С. A. Cole- 
nien, June 6th. 

15,636. “ Magnetos," R. Simpson. June 6th. 

15.654. “ Apparatus for cleaning sparking plugs." R.E. Sprott. : June 6th. 

15,6041, 8 Automatic electric switches." F. B. Cox. June 6th. 

15,04... “Insulated cable.” J. R. Laird and G. Pate. June 6th. 

15,709. Alternating current transformers," B. H. Leeson and Ww. D. 
Owen and A. Revrolle & Co., Ltd. June 6th. Я 

15,710. ‘Selective switches for electric inductances, &c." D. Н. Bravne. 
June 6th. 

15,730. “ Primary electric batteries." J. A. Slee. June 6th. 

15.737. * Electric. lamp fittings.” M. J. Railing and C. W. 


June 6th. 
D. Nyberg. June 6th, 


Schneider et Cie June lst. (France, 


Electric Co., Ltd. 


Browne and S. 


Saunders. 


15.744. “ Galvanic cells.” H. 

15.749. '' Central battery exchange telephone systems and swischboards.” 
F. R. Baldock and International Electric Co., Ltd. June 6th, 

15.750. “ Electric switching apparatus.” H. Baron (F. Aldendorff). 
June 6th, 


15,751. “ Electro responsive devices." British Thomson-Houston Co., Ltd., 
and A. S. FitzGerald. June fth. | 


15.765. '' Means for insulating апа protecting electric wires or cables." 
G. W. Humphry. June Gth. 

13767. " Electric ignition devices for internal-combustion engines," Sky- 
wing Aiscraft Corporation. June 6th. (United States. December Ist, 1920.) 


15.808. “Instrument for distributing audibility of wireless speech, &c."' 
W. H. Smith. Jone 7th. 


15. ''Electric lamps." D. Н. Walters. June Tth. 
б. 7 Wireless tuning inductances.” J. B. Bignamy and Н. R. How- 
ling. June 7th. | E 
15.830. '' Controllers for electric circuits." British Thomson-Houston Co., 
Led., and R. D. Given. June 7th. 
15,845. " Telephone systems." 
(United States, June 16th, 1921 Y 


15.849. '' Devices for amplifying sounds." T. H. Williams. June 7th. 


Western Electric Co., Ltd, June 7th, 


Vickers Electrical Co., Ltd. April 25th, 1921. 


15,852. “ Apparatus for driving talking machines.” Allgemeine Elektricitats 
Ges. June 7th. (Germany, June 25th, 1921.) 

15.837. |“ Telephone receivers." F. Clark and Sterling Telephone arn: 
Electric Co., Ltd. June 7th. 

15.859. * Electric switches." Н. W. Breeze, W. T. Henky's Tele grand 
Works Co., Ltd., and H. S. Wheeler, June 7th. 

15,865. ‘ Burglar alarms." W. Harris. June 7th 

15,854. © Electric resistances.” F. Pellin and G. Pelletier. 
(France, June 8th, 1921.) 

15,891. “ Sparking: plugs." A. A. Scott. June 8th. 


June mt. 


15,902. *'* Wireless telephone advertising cabinets." W. H. Brook. June fh. 
15,918. '' Electric generators." L. M. Perkins, June 8th. 
15.926. “ Semi-automatic electric lighting systems.” R. S. C. Ball an! 


M. Webber, Ltd. June 8th. 

15.935. ‘* Apparatus for electrical transmission of photographs, &c." G. R. 
Judge and R. A. Storey. June 8th. 

15,937. “ Electric control apparatus." A. O. Kolstad and Marine Mot 
Machinery Co. June 8th. 

15,942. '' Transmitting and 
А. Peel. June 8th. 

15,953. '' Means for exciting alternating-current motors, &c." R. R. R. 
Sarazin. June 8th. (France, Tane 21st, 1921.) 

15.965. ‘* Sparking plugs.” О. E. Jones. June 8th. 

15,963. *' Means for gripping electric cables in junction boxes, &c." Jelr- 
son & Phillips, Ltd., and C. J. H. Stevens. June Rth. 

15,972. '' Wireless receiving systems." B. Guest. June 8th. 


receiving apparatus." G. F. Critchley am 
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PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 


32,418. ''Plug connection boxes for electric cargo lights." W. Henderser 
and Telford, Grier & Mckay, Ltd. November 17th, 1920. (180,348.) 

32,569. “ Selective circuits for use in connection with alternating currents.’ 
E Potter (F. E. Pernot and L. J. Rich). November 18th, 1920. (180,349. 

35.861. *' Telephonie conversation meter,” R. Ferry. December Qlst, 19% 
(180,362. ) / 


A921. 

1,305. “Telegraphic and telephonic transmission by single line withat 
earth return.” L. Duverger. February 16th, 1918. (157.385.) А | 

1,306. '' Telegraphic and telephonic transmission by single line without 
earth return." L. Duverger. January ith, 1919. (Addition to 157.435.. 
(157 386.) | Ж 

1,750. * Plug and socket electric couplings. 
llth. 1921. (150,369.) eon 

2,683. ** Tumbler switches." Y. Takaoka. January 20th, 1921. (180.375. 

4.770, “ Indicators or annunciators," Е. А. Graham. February 10th, 191 
(180,3933.) | LN 

5095, “ Electrica! measuring indicating or relay apparatus for polsphssc 
circuiis," Metropolitan-Vickers Electrical Co., Ltd. February 13th, 1*X 
(193.147 .) RM M e 

0,016, '* Electrical measuring or indicating or «elay ap aratus for polypha~ 
circuits.” Metropolitan- Vickers Electrical Co., Ltd. ebruary 13th, 19% 
(159, 148.) -- : Е 

5,107. '' Apparatus for rectifying alternatinglectric currents. 
Electric Corporation, December 23rd, 1920. (173,200.) : " p 

5,231. '' Generation of high-frequency alternating electric current. К Britis. 
Thomson-Houston Co., Ltd., and E. F. W. Alexanderson. February 15th, 1221. 
180,400.) ө T 

5.392. 4 Thermionie valves," W. J. Mellersh-Jackson (Soc. des Etabliss- 
ments Gaumont). February 16th, 1921. (180,405.) | " zs 

9.619. “Sparking plugs for internal-combustion engines. C. S. Harris 
February ЈК, 1921. (180,412.) | ‚ | , е 

3,643. '' Insulators for suspended high-tension electric wires, 
February 23rd, 1920. (159,198.) — Ө 

5,408. '" Dynamo-eleetric machines." Lancashire Dynamo and Motor Ce- 
Ltd. and C. P. Bramley. February 19th, 1921. (180,414) | 

3,847. °° Hand-opcrated mechanism for operating electric controllers ir 
other purposes." А. West & Co., Ltd., and A. West. February 21st, i 
(180,410.) | E e 

5.894. *'' Thermionic valve transmitters." Ges für Drahtlose Telegr.rh* 
February 28th, 1920. (159,463.) | | | Е A 

5,971. '' Type of sparking plug for internil-ombustion engines.” Н. 5. ) 
Hughes and J. W. Hughes. February 22nd, 1921. (180,428.) — 

6.040. '' Appliance for indicating location of faults in section feeder PORE 
of systems of electric traction and in lead-4heathed. or armoured main catin. 
Brecknell, Munro & Rogers, Ltd., and F. W. Brecknell. February 22nd, 1%). 
180.434.) . А . 
6,121. * Protective apparatus for dvnamo-electric machines." J. А. Ku: ~r. 
G. A. Juh!in and Metropolitan-Vickers Electrical Co., Ltd. February ШЖ. 
1921. (180,435.) | MM me 

6.168. '' Apparatus for testing the electric characteristics, more espe 
resistance, of fluid and other materials." V. Planer. May 17th, 1929. lei 

7,9299. *' Electric power transmission and braking systems.” British >ar 
son-Houston Co., Ltd. (General Electric Co.). March 9th, 1921. (190.456. : 

7.677. 7 Electrical. heating devices." S. M. Carmean and J. Н. Carm 
Mareh 13th, 1920. (160,162.) а | | m 

8.473. © Dyvnamo-electric. generator. sets driven by air-cooled interna «3x 
bustion engines." A. А. Lyon. March. 18th, 1921. (180,469.) 

9.017. |“ Electric switches," D. McGregor and Bulpitt & Sons, Ltd. D: 
ber 23rd, 1921. (180,480.) | bs 

10,249. "' Spring contact members. for electric circuits 
vehicles," E. G. Mottershead, April 7th, 1921. (180.503.) 

10.800. * Enclosed electric fuses.” A. L. Eustice. 
(180,513.) | И 

11,565. '' Electric irons." Н. H. Berry and W. J. Markham. Apri 2i 
1921.  (180,525.) 

11.857. ** Dynamo-clectric 


W. J. Polyblank. Octet: 


Thorpe 


A. Renaudin 


on motor m 


Apri! 13th, 19: 


machines," G. A. Juhlin and 
(180,530.) 


Automatic Telephone Manufacturing C: 


May 2151, 19 


Metrope!. tar 


12.0015. * Telephone systems.” 
Ltd. April 26th, 1920. (162,207) 
12,124. ‘* Reflectors for searchlights,”’ 
(163,60.) 
— 12,785. “ Electric. burglar alarms.’ 
Feinmechanik Ges. and G. Witwer. 
12,906. “Spark gaps." L. H. T. 
13,816. '' Vacuum rectifiers.” 
(163,325.) | 
1R,277. © Combined. electric cable receiver and grip." A. E. Baxter. 12: 
6th, 1921. (150,583.) 
19.318. © Electrically-heated 
(Addition to 157,904.) (168,863. 
22.345. ''Speed regulator systems for electric. motors." 
Vickers Electrical Co., Ltd. September 11th, 1920.) (169,154.) 


1922. 
11.852. *' Insulators for suspended high-tension electric wires." A. Renouiz 
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LOOKING AHEAD. 


CIRCUMSTANCE» of late have not enabled one to see very 
far ahead in regard to some matters. The atmosphere, 
however, seemnis to be clearing, and step by step—slowly 
perhaps, but we trust surely—we are entering a state 
of things where a greater degree of stability. prevails, 
and the farther we vo the stronger should be our confi- 
dence enabling us to "proceed with assurance with various 
industrial enterprises. Seldom, if ever before, has 
there been so much large work in Immediate pros- 
pect for the electrical industry as there is to-day, and 
perhaps never before has the promise of domestic elec- 
trical development been so bright. lf we limit our out- 
look to two years for present practical considerations 
we can feel certain that it will be a period of almost 
unparalleled activity in all branches of the electrical 
trades, so that if all goes well the position of affairs 
ought to be most satisfactory at the time when the dual 
electrical event takes place at the British Empire Exhi- 
bition at Wembley Park. With uncertainty clogging 
the wheels, 1924 would seem a long wav off, but as a 
matter of fact it 1s less than two vears before the Elec- 
trical Exhibition will be opened and the World Power 
Conterence will be held while it is in progress. For 
both of these undertakings, if thev are to be the success 
which they ought to be, and we feel will be, all the time 
between now and then will be required for their efficient 
organisation. Many years have elapsed since the British 
electrical and allied industries held a large and represen- 
tative exhibition of their manufactures, and the outlook 
is now favourable for making preparations for a serious 
deinonstration of our productive ability. If the elec- 
trical exhibition runs the full length of the period of the 
British Empire Exhibition of which it will form a part, 
it will be the longest electrical display (April to October) 
that we have held in this country since the old Crystal 
Palace days. The exhibitions held at Olympia and at 
Manchester were successful events of but a few weeks' 
duration. For an exhibit that is to last many months, 
manufacturers will have to make somewhat different 
plans if thev mean to secure results commensurate with 
the period and with the effort and the outlay involved. 
We can imagine, for instance, that some will desire to 
make changes in the character of their display, and to 
displace or add to their exhibited products, as the time 
passes. It is reasonable to suppose that there will be a 
continuous suécession of arrivals of purchasing and 
specifying authorities from overseas as well as from 
Home, and they will want to see the latest thing out. The 

‘xhibition being an Empire event should attract large 
numbers of C olonial visitors to these shores during 1924. 
and the’ World Power Conference should do likewise 
with the added electrical advantage that the delegates 
will be specially interested in our productions which 
are designed for the utilisation, transmission and elec- 
trical applications of the energy derived from the 
varlous power resources of the world. 

In the foregoing we have limited our comments to the 
immediate industrial or productive aspect of the exhi- 
bition and conference, but the exhibition has another 
side which is of equal importance from the standpoint 
of our electrical relationship to the general public of 
the United Kingdom. Those who come to Wembley 
Park to see the Empire Exhibition will include vast 
crowds of British people who will care little for the 
technical side of our industry, but who are actual or 
prospective consumers of electricity for manifold pur- 
poses. Perhaps within the next two years we shall 
witness, as the result of trade revival. discreet propa- 
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ganda, and enterprising schemes, gratifying progress 
in this connection, but the ground is so vast and the 
opportunity so great, that there will still remain the 
need for large publicity and educational activity along 
lines which will lead uninistakably to the full populari- 
sation of electricity as the greatest means on earth of 
meeting household needs and the requirements of many 
small trades. We have had scores of admirable local 
electrical shows which have amply demonstrated the 
interest of local householders in electricity and its 


ability to serve them, and before 1924 there will 
doubtless be many more. But the British Empire 


Exhibition will make many a popular appeal which will 
draw hundreds of thousands of visitors from all parts, 
and nothing would be more fitting than that electricity 
should present such a demonstration as has never before 
heen made here or anywhere else, causing it to be the 
erand outstanding theme of. conversation and of pub- 
licitv in our newspapers during a number of months. 
From what we have said, it will be obvious that 
there are two great ends to be sought in the organisation 
of this dual event: The education of the world regard- 
ing our technical productive or manufacturing capacity 
and efticiency хо as to assist the British electrical and 
allied industries, and the edueation of the general 
publie so as to add to the use of. electrical contrivances 
in the home, benefiting the electricity undertakings by 
the sale of electricity and all departinents of the trade 
һу the sale of hundreds of thousands of such appliances. 
The first. conviction that emerges from such a view of 
the needs of the ease, is that those responsible for the 
preparation of plans and the execution thereof should 
b: mien of imagination and men of experience, and that 
they should represent every department of electrical 
science and industry. There should be no ground for 
criticism that any interest with the remotest legitimate 
claim to have a voice in the inner conduct of affairs has 
been left out, thonghi nobody will recognise more readily 
than the technical Press itself that there are those who 
in the true interests of all should be left free to exercise 
their own special functions from outside rather than 
have their wrists shackled bv holding office within. ° 


Tne Convention which came to an end 
on Friday last achieved a success which 
reflected the greatest credit on the 
organisers; they had many difficulties 
to contend with, of which perhaps the most formidable 
was the accommodation of so large a gathering, entail- 
ing its dispersion at different centres. The members 
did more travelling at this Convention than on any pre- 
vious occasion, but with the aid of the charabanc con- 
siderable distances were traversed dally without notable 
discomfort. The weather, if fickle, was fair on the 
whole, and the programme provided abundance of scope 
for the activities of all the visitors, male and female. 
Mr. X. T. Allen and his indefatigable staff are to be 
congratulated upon the happy outcome of their labours, 
and the Mayor of Wolverhampton, Councillor Thompson, 
and his committee offered the most generous hospitality 
to their numerous guests. 

From a professional point of view, chief interest 
centred round the paper by Lieut.-Col. Vignoles and 
the discussion thereon; the development of the domestic 
load. with which is associated the problem of /— '* tariff 
reform," so to speak, is the foremost question of the 
mement, and great interest was manifested in the sub- 
ject. In. this connection the Hackney. scheme of Mr. 
L. L. Robinson, which we described last week, is of 
special valne ах embodying a bold and enterprising 
репеу, which can be carried ont without waiting for 
powers to abolish the flat-rate in favour of the multipart 
tariff. It is somewhat significant. that Lieut.-Col. 
Vignoles, who has already secured those powers, does 
"ot propose to nupose the multipart tariff upon his 


The I.M.E.A. 
Convention. 


consumers willy-nilly, but will educate users to appre- 
ciate its merits before he adopts drastic measures. 

Keen interest was also shown in the magnificent power 
station of the Birmingham Corporation which Mr. R. 
A. Chattock is erecting at Nechells, obviously repre- 
senting а very large outlay, and containing plant of 
the highest quality obtainable. We hope that at no 
distant date the demand for electricity in the district 
will so develop, with improved industrial conditions. 
that this fine installation will be fully loaded night and 
day. Lieut.-Col. Vignoles is the new president of the 
Association, and therefore next vear's Convention will 
presumably be held on the East Coast—unless in the 
meantime arrangements are made for the holding of a 
National Electrical Convention in 1923. 


THe supplementary inquiry which the 
Electricity Commissioners held at Man- 
chester last week, in accordance with the 
Act, was brief and businesslike, and at 
its conclusion the Chairman said that probably this 
would be the first order to be made and contirmed ; thus 
Lancashire leads again, and justly—for it was in South- 
East Lancashire that the first attempt was made to work 
out a co-operative scheme, long before the Act of 119 
came into existence. — Several interesting polüts were 
raised, some of them due to the difference between the 
position of an Advisory Board and that of a Joint Ele- 
tricity Authority, and. these may be the subjects of 
amendiments to the Bill now before Parliament: and cer- 
tain questions were reserved for consideration Dy the 
whole of the Commission. The atmosphere of the 
Inquiry was one of co-operation and agreement, and 
opposition to the scheme was wholly absent. ft is just 
two years since the area was delimited, and this was the 
first supplementary inquiry held by the Cor missioners. 
Evidently it will be a long time before the reorganisation 
schemes are all in operation. 


South-East 
Lancashire. 


Ox Wednesday last week the House of 
The Palestine Lords repudiated the Palestine mandate 
Problem. in its present form by 60 votes to 29, In 
spite of the powerful advocacy of Lord 
Balfour. , The adverse vote was due in great part to the 
Rutenberg concession, which was commented on by Mi. 
Theodore Stevens 1n our issue of June 2nd, 1922: reports 
from New York indicate that Mr. Rutenberg has raiet 
£450,000 in the United States, in addition to half a 
million raised in Europe, making a total of £900,000 
out of the million at which he estimates his requirements. 
Most of the American support is derived from the Pales- 
tine Development. Council and independent Zionists: the 
European contribution is doubtless also of Jewish origin. 
Thus the economic future of the people of Palestine, the 
vast bulk of whom are not of Jewish nationality, is to be 
entrusted to a Russian Jew in preference to all other 
applicants, and financed by aliens, this country, how- 
ever, bearing the cost of the administration of Palestine 
and guaranteeing the concession. Whether there is any 
water-power available throughout the year within the 
borders of the Promised Land as now delimited is more 
than doubtful, and Mr. Rutenberg apparently plac 
more reliance on oil than water; but in апу event, plant 
will be required, and bitter experience tells us that it 
will not be purchased in this country if we do not pre 
vide the capital. We agree that the mandate to tbi 
country does not, and should not, grant us a monopoly 
of the trade of Palestine—but seeing that we bear the 
cost of its liberation, its administration. and its defence. 
undoubtedly our industries are entitled not merely ro 
equal opportunities, which have been denied to them, but 
to a material preference, 
The concession is to be discussed in the House ef 
Comnions on Tuesday next, and we hope that the matter 
will be thoroughly thrashed out. 
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THE ANNUAL CONVENTION AT WOLVERHAMPTON. 


(Continued from page 868.) 


It is generally understood that Wolverhampton, if not 
situated Within the ** Black Country," is at any rate 
on the border of that district; it was, therefore, an 
agreeable surprise to many of the visitors to find the 
town a pleasant, cheerful place, and still more to make 
acquaintance with the beautiful country in which it is 
set. The drive to Apley Terrace, in a column of chara- 
banes, passed through charming scenery of diversified 
character, culminating in the sylvan beauties of the Ter- 
race, Whence delightful views of Apley House nestling 
in. the valley, the River Severn, the Wrekin, and the 
Malvern Hills were enjoyed. For the benefit of the 
visitors who were interested in the question, we may 
note that the height of the Wrekin is 1,320 feet above 
sea-level. Apley House competed with Sandringham 
for the honour of becoming the country seat of the Prince 
of Wales who ascended the throne as Edward the Peace- 
maker. 

Having viewed the scenery from the Terrace, the party 
scrambled down rugged paths to a pretty glade on the 
bank of the river, and partook of tea and refreshments 
in а marquee as the guests of the Mayor and Electricity 
Committee of Wolverhampton. Music was provided by 
the band of Messrs. John Thompson’s Boiler Works. 
Afterwards a panoramic photograph was taken, which 
we reproduce herewith; the original print was four feet 


Мг.. and Mrs. S. T. 
Vignoles, Cclr. and Mrs. Thickett, and Mr. S. E. 
Britton. 


Allen, Lt.-Col. and Mrs. W. A. Mr. 


By courtesy of Mr. C. 


in length. An amusing incident occurred during a 
second exposure of the film; the rotating camera, after 
covering about one-sixth of its travel, came to rest, and 
the question arose: ‘‘ Who stopped the camera? ”’ 

The return journey to Wolverhampton was made by 
a different route, vić Shifnal, again through pic- 
turesque scenery, and the day's events concluded with a 
reception given by the Mayoress of Wolverhampton at 
the Art Gallery, where an excellent musical programme 
was performed. 

On Wednesday, June 21st, the members assembled at 
Stoke-on-Trent, driving in charabancs from Wolver- 
hampton and Birmingham. The journey in the former 
case occupied about two hours, but the Birmingham 
contingent arrived an hour late, so that the time avail- 
able for the morning meeting was curtailed. The Con- 
vention received a cordial welcome from the Mayor of 
Stoke-on-Trent, Alderman S. Sproston, and after Mr. 
S. Т. Allen’s response, Mr. E. Calvert (chief electrical 
engineer, Finchley) read in abstract a paper on '' The 


Adrainistration and Control of Electricity Depart- 
ments.’’ 

In the discussion which followed, Ald. Senning- 
Y) Mr. F. W, Purse, Mr. C. H. Wordingham, Mr. 


. Staniland, Councillor F. Burgess, Councillor Dunn, 
ae Attlee, Mr. J. W. Beaucharan. Mr. L. L. 
Robinson, Councillor Crawford, Councillor Ward, and 
Councillor Wilkins took part. Mr. Calvert briefly 


and Mrs. S. T. Allen, and Councillor C. G. Jenks. 
SNAPSHOTS AT TRENTHAM PARK. 


replied, and after a vote of thanks had been accorded 
to the author, the members adjourned for luncheon at 
the invitation of the Electricity Supply Committee of 
Stoke-on-Trent, in the fine King's Hall. Ald. H. Leese, 
chairman of the Committee, presided. After the loyal 


toasts, Councillor W. Bruce Lindsay, chairman of 
Edinburgh Electricity Supply Committee, proposed 
‘The County Borough of Stoke-on-Trent,” referring 


to the recent amalgamation of the six townships and the 
reorganisation of the electricity supply of the borough. 
The Mayor responded, pointing out that an ample 
supply of electricity was now available in the borough, 
under the able management of the borough electrical 
engineer, Mr. C. H. Yeaman, and the chairman, Mr. 
Ald. Leese, and foretelling a prosperous future for the 


‘town. 


During the meal the borough organist entertained 
the guests with a number of items, including a striking 
imitation of a thunderstorm, and at its close he per- 
formed the ‘‘ Overture to Tannhàuser."' 

Many of the potteries for which the town is famous 
were open to inspection, and attracted large parties of 
members and their ladies; the central power station, 


which has recently been largely extended", was visited 
under the guidance of Mr. С. Н. Yeaman, and the main 
Afterwards the members 


sub-stations were also open. 


Mr. W. M. Senes m e A. Davies, and Mr. 
. H. Yeaman. 


W. Charlesworth. 


reassembled at Trentham Park, formerly the seat of the 
late Duke of Sutherland, where the terraced gardens 
were greatly admired. After tea the members returned 
by charabanes to their respective hotels, and spent the 
evening as they chose. As on the previous day, the long 
drive from Wolverhampton for almost the whole distance 
passed through lovely country, and the weather, though 
dull, was fair. 


On Thursday morning the Convention was held at the 
Witton works of the General Electric Co., Ltd., meeting 
in the main hall of the Magnet Club, which has been 
provided by the company for its staff. The managing 
director, Dr. Railing, received the guests, and Mr. R. 
A. Chattock, city electrical engineer, Birmingham, read 
a paper on ‘‘ Sub-station Equipment." А discussion 
followed, in which Mr. S. J. Watson, Mr. S. E. Fedden, 
Mr. W. H. Alabaster, Mr. R. B. Mitchell, and Mr. R. L. 
Morrison took part. Mr. Chattock replied, and was 
accorded a vote of thanks for the paper. 

After a tour round the Witton workst, luncheon was 
served, at the invitation of the General Electric Co.. 
Ltd., in the large theatre of the Magnet Club, the cook- 
ing being done in the very fine all-electric kitchen, of 


——— 


* Exec, Review, April 21st, 1922, р. 543. 


+ An article on the Witton Wotks appeared in the ЕЕС. 
Review of February 17th, 1922, p. 919. 
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which we shall give parti¢ulars in a later issue. Mr. 
H. Hirst, chairman of directors, presided, and after 
the loyal toast, Mr. S. T. Allen proposed the 
health of ‘‘ The General Electric. Co., Ltd.," re- 
marking that the visitors had been impressed by 
the splendid organisation of the works, and offering 


special thanks on behalf of the representatives of con- . 


peting firms who had been permitted to inspect the work- 
shops. The electricity supply industry, he said, was 
bound up with the manufacturing concerns, and it was 
to its interests that the latter should be big and pros- 
perous, just as it was to their advantage that the supply 


Photo by) 


industry should steadily progress. It was a national 
calamity that great concerns like this, involving millions 
of capital, should from time to time be put out of opera- 
tion by repeated strikes, and he hoped that joint confer- 
ences of employers and employed would find some way 
of avoiding these troubles. The toast was enthusiasti- 
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cally honoured, and Mr. Hirst, in response, recalled the 
previous visit of the І.М.К.А. to Birmingham eight 
years ago. Much had happened since then; now the 
world was slowly recovering, and it was their common 
object to help on its convalescence. The world 
could only come right if Britain was right, and 
there was only one way to attain that end—by 
producing cheap electricity, to restore industry and 
provide employment for the workers of this country. 
Pre-war notions of individualism were gone for ever; 
the man who lived for himself was a parasite. The 
General Electric Co. was not in business merely to make 
money or annoy its competitors; it had gathered to- 
gether brains of high technical and scientific attain- 


bangag 
y v. 


ments, and would use its opportunities not for its own 
best advantage, but for that of the whole country. It 
ideal was to build up a concern that would stand com. 
parison with the most powerful firms abroad, and it 
needed the help of all the members of the I. M.E.A. 

Mr. Hirst then proposed the health of the Association, 
and Mr. A. S. Blackman, vice-president, responded. He 
agreed with regard to the necessity of cheap electri. 
city, as well as the community of interests between tle 
I.M.E.A. and the manufacturers of electrical plant. 
and pointed out that the Executive Council had been in 
collaboration with the manufacturers in the direction 
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of standardisation; many standard specifications were 
already completed and others were in progress. 

The next event was a visit to the Nechells power sta- 
tion of the Birmingham Corporation, the first section oí 
which is approaching completion. This power station 
de luxe is noteworthy for the adoption of devices for 

economising heat and ensur- 
ing the continuity of supply: 
it will become one of the 


'super-stations"' contem- 
plated in the national 
scheme. ; 

We illustrate herewith the 
two 18,000-KW (22,500- 
kVA) turbo - alternator: 


which have been installed by 
the British Thomson-Hous 
ton Co., Ltd., running t 
1,500 r.p.m. and generatinc 
3-phase, 25-cycle current at 
5,250 volts. These are 
mounted in a spacious and 
lofty engine-room, with the 
auxiliaries in an open base 
ment between them. A novel 
feature of the generating 
sets is the auxiliary d.c. 
generator, which is mounted 
on the main shaft under the 
same housing as the exciter, 
the former supplying cur 
rent to the pump motors. 

The main  switch-room. 
containing a magnificent 
equipment of Reyrolle iron 
clad switchgear of the 
heaviest types, on similar lines to that of the Dalmarnock 
power station, aroused great interest amongst the 
visitors; the large reactance coils embedded in concrete 
blocks were also unusual if not novel features of the п: 
stallation. Externally, the elaborate coal-conveyine 
plant and the numerous cooling-towers are worthy of 
mention. | 

From Nechells, in showery weather, the members drove 
to the Botanical Gardens, Edgbaston, where they wer: 
received and entertained at a garden party by the Lord 
Mayor and Lady Mayoress of Birmingham, Álderma" 
and Mrs. David Davis, in charming surrounding 
Fortunately the weather improved, and there were occ? 
sional bursts of sunshine, which went far to obliterate 
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the memory of the showers. A programme of music was 
performed by the City Police Band, and a musical enter- 
tainment was also provided by T The Greys," whilst 
refreshments were partaken of in a marquee. 

In the evening the annual dinner was held in the 
Royal Field Artillery Headquarters, Wolverhampton. 
The president, Mr. S. T. Allen, occupied the chair, and 
there was a large attendance of members and guests. 

[We are informed by Mr. E. J. Jennings, secretary of 
the District Industrial Council for the Electricity Supply 
Industry, No. 5 (West Midlands Area), that Mr. R. 
Chattock has been chairman of the Council since its in- 


p - 


ASSOCIATION, AT APLEY TERRACE. 


ception—not, as stated in our last issue, Mr. S. T. Allen, 

though the latter took an active part in the work of the 

Council when wages schedules were being formulated. 
We regret the error. —Eps. Erec. Rev. | 

(To be concluded.) 
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The Extension of the Use of Electricity for Domestic 
Purposes. 


By Lt.-Col. W. А.. VIGNOLEs, 
Electrical Engineer, 
(Abstract.) 


THE subject of this paper is of vital importance to the elec- 
tricity supply industry at the present time. 

The relative value to an electricity undertaking of any | 
class of load is represented approximately by the number ot 
hours during the year that such load is in use (i.e., by the 
. load factor). There is a very great variation in this respect 
' between offices, shops, houses and theatres. Fig. 1 shows 
the load cuvre for the Grimsby undertaking for Friday, 16th 
December, 1921, when one of the heaviest loads of the 
. season was recorded. The area inside the main curve has 
. been divided up so as to separate out the loads due to the 
principal classes of consumer, whose combined demands pro- 
duce the main curve. 

Ё The analysis of a series of load curves, and the study of 
. the hours during which shops and other premises use light, 

`. show that the number of hours per annum during which 
electricity is required, or likely to be required, by certain 
- classes of consumer is roughly 
_ figures being given for comparison— 


D.S.O., 


Borough Grimsby. 


: 


(a) Offices: Lighting— Hours per annum. 
| 1992. Pre-war. 
Five days per week for three or four 
months 175/900 175/200 
Offices: Heating— 
Say 20 weeks at 45 hours 900 900 
(b) Shops: Lighting— 
(1) Closing 6 p.m. and 7 p.m. 450 600 
(2) Closing 7 p.n. and 8 p.m. 650 800 


(This is on the basis of 5 days per week: 
in summer months.) 


(c) Theatres and Kinemas— 


very little required 


Six days per week throughout the vear 1,900 1,200 
(4) Factories and Workshops— 
47 hour week к рн 54) 
Power iss n к 9.360 9,710 
Lighting ai 950 400) 
(е) Domestic Consumer— 
. Lighting 1,950 1.450 
Heating 2,500 9.500 
Cooking 3,950 3,250 


These are the hours баа whisk some electricity may jh 
» used; the actual number of hours’ use of the M.D. will, 
course, be less. The following are a few actual figures :— 


„шіт 


w es чинники 


as shown below, pre-war ! 


А Hours per annum 
Grimsby— 


max. demand. 

Power (including off-peak supplies) 2,130 

Power (excluding off-peak ра; 1,600 

Heating estimated at... 1,500 
Newcastle— 

Lighting, cooking and heating on a housing 

area = i сд ке € е 1,760 

Norwich— 

Heating and cooking estimated at 1,000 


Reliable figures are not easy to obtain, but with heating a 
new kind of peak has to be faced, which may be called a 
“cold snap " peak. Тһе curves in fig. 2, supplied by Mr. 
F. M. Long, city electrical engineer, Norwich, show that with 


[Whitlocks, Birmingham. 


à sharp fall in temperature the day load increased by 1,000 
kilowatts, and the peak load by 750 kilowatts. 

If cooking is considered the following points emerge :— 

(a) There would be no '' cold snap ” peak, and the experi- 
ence of the gas undertakings is that the heaviest load occurs 
on Sunday mornings, when the power load is at a minimum. 

(b) The demand in the summer would be higher than in 
the winter, as during the cold months some coal fires would 
be used. 

(e) The increase in the peak load would be small, as on 
week-days the heaviest load, except among thóse classes where 
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Fic. 1.—Loap Curve, GRIMSBY. Fripay, Dec. 16TH, 1921. 


“late '" dinner is the rule, would be about mid-day. For 
these reasons the writer estimates that for this class of load 
the units will reach at least 3,000 per annum for each kW 
added to the peak load. 

Another type of load that will offer great advantages to the 
supply undertaking is that known as thermal storage. , Elec- 
tricity is applied to heat water, or some heat- -retaining sub- 
stance, during '' off-peak " hours, the heat stored being sufti- 
cient to carry over the peak. The possibilities in this direc- 
tion are very great. 
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Great efforts should be made to encourage the sale of elec- 
tricity for cooking purposes, so that this business may grow 
in conjunction with the supply for heating, which does not 
require much pushing once a favourable tariff 1s adopted. 

The cost of supplying a consumer with electricity can be 
divided into :— 

(a) Consumer cost, i.e., expenses directly due to dealing 
with the additional consumer; e.g., clerical and administra- 
tive expenses and capital charges on service, &c. 

(b) Standing charges proportional to the consumer's M.D. 

(c) Running costs proportional to the unita consumed. 

Fig. 3 shows the average cost per unit plotted againsu 
hours’ use per annum of the M.D. for the following cases :—- 


Curve (a) The cost at the present time in Grimsby c4 


PEFAKS AT NORWICH. 


Via, 9,.—'' Corp Swap ”’ 


supplying a consumer with a M.D. of 1 kW, coal assumed 
to cost 20s. per ton (supply is direct current), based on the 
formula :— : 
£2 per annuin per consumer plus £20 per annum per 
kW of M.D. plus .754. per unit sold. 

Curve (b) The cost for direct current supplies in Wolver- 
hampton as stated in Mr. Charlesworth's paper, read at last 
year's Convention, based on the formula :— 

T HE per annum per kW of M.D. plus .493d. per unit 
gold. 

From curve (a) it will be seen that the average cost per 
unit in Grimsby of supplying a shop consuming 450 units 
per annum per kW of M.D., which is the approximate figure 
for a shop closing at 6 p.m. and 7 p.m., is about 18. per unit 
as compared with a charge of 10d., while from curve (b) 
the cost in Wolverhampton is seen to be about 84d. per unit, 
the charge being 8d. The average cost for supply to offices, 
where the number of hours’ use is only some 200 hours, runs 
up to the very high figures of 22d. in the case of Grimsby, and 
19d. in the case of Wolverhampton. 

Undertakings therefore have at the present time to face 
the fact that on a flat rate of even 8d. or 10d. per unit a 
substantial number of consumers are being supplied at a loss, 
while the falling-off in the demand for power, owing to the 
slump in trade, is seriously diminishing the revenue from 
power consumers. 

Each year the average size of the domestic installation re- 
quiring connection becomes smaller. and the problem of sup- 
plving such consumers without making a loss is acute. The 
number of these smal] consumers, and in fact of any class of 
consumer on which a loss is made, tends to increase because 
such consumers are obtaining something below the market 
value; the large long-hour consumer, on the contrary. will put 
in his own plant if undertakings charge a price that brings in 
more than a reasonable profit. 

Undertakings will shortly have to compete with large 
private plants purchased at very low post-boom prices, while 
the extension of the undertaking during the boom period 
may have caused considerable inflation of the capital account. 
Gas competition is also very keen at present. and the gas 
companies are bringing out once more the old test figures 
which prove conclusively (to the gas mind) that electricity 
is dearer than gas. The answer to all such absurd statements 
15 the actual bills incurred by consumers: the figures relied 
on by. the gas interests do not represent actual conditions. 

To show the probable magnitude of a domestic load where 
a suitable charge is made for heating and cooking, the follow- 
ing approximate figures are given for five different towns: 
these figures show the average consumption йу a house 
where no gas is used, and where part of the cooking and 
heating is done by electricity :— 

No. 1.—2,000 to 2,500 units per annum per house (140 for 
lighting). 

No. 9.—9.000 to 2.800 units per annum per house. 

No. 3.—Six times the lighting consumption. 

No. 4.—1,300 units per annum per house (housing area). 

No. 5.—Ten times the lighting consumption. 

In another town with a tarif of 91d. per unit and ne 
apecial effort made to develop the heating load, 350,000 units 
(out of a total of 2.900.000 units) were sold for heating, divided 


portion of the expenses which increases in. proportion to in 


on the basis of £2 per annum per consumer, £20 per авло 


among 700 consumers, or 500 units per consumer taking a 
supply for this purpose. 

‘he heating load builds up rapidly under a suitable tari, 
thus to quote a few figures for sales :— 


Sales in 1921. 


Norwich 1,500,000 units at 2d. to 144. 

Glasgow Р 6, 359, 000 , 

St. Marylebone 9 000.000 », оп a flat rate for beating 
and cooking. 

Ditto 7,000,000 ,, on a multipart tariff for 


light heat and cooking 


As regards connections to the mains, Norwich had over Л 

kW of cooking and heating appliances connected to the mn» 
at the end of 1921, and Glasgow had 26,907 kW. 
" Assuming that the domestic consumer would use 1.500 to 
2,000 units per house per annum (a very safe figure), the 
sales for this purpose would be 15 to 20 million units per 
annum, if only half the housas were supplied on this Бач, 
in a town with a resident population of 100,000 in аҥ 
houses. In most towns such a load would be consider.v.: 
greater than the power load, unless the area was entire: 
industrial. | 

It is useless to attempt to develop this business by publicity 
unless the undertaking is in a position. to "'' deliver the 
goods." And by this the writer means that the consun«r 
сап be satisfied he is obtaining value for his money. 

The two essentials are :— 


(a) The price for the electricity used must bear comparis 
with the cost of coal or gas. 

(b) The apparatus must not be too expensive and must giv 
little trouble. 


If these conditions are fulfilled, publicity will assist :L 
undertaking in building up thia class of business, provite: 
that personal efforts are also mace to bring home to tc 
consumer the benefits that he car, obtain frum the Ure e 
electricity for these purposes. No amount of publicity с 
replace the skilled canvasser or demonstrator. 

From what has been stated above it is clear that a tw- 
part tariff is the only fair way of charging for electricity fir 
all purposes. At present an alternative flat rate must > 


offered; such a flat rate can, however, be the maximum prz 


authorised, and the writer strongly recommends that tle 
flat rate for lighting should, in fact, be fixed at this maximi: 
price, and that all reductions cffered should be in the fir 


of a two-part tariff. 


In the two-part tariff the first charge should be divided irt 
two items, (a) a fixed sum per consumer, and (b) a cha: 
per kW of M.D. or its equivalent. 

The running-charge portion of the tariff must cover th: 


output; it should not be higher than 134. per unit, and ~ 
less in a number of towns. 
In Grimsby the tariff for general purposes has been fiš- 


-— € ш = vn = 


For private houses ` 
plus 20 per cen’ 


per kW of M.D., and 14d. per unit. 
the borough the first charge wil! be £2. 
of the rateable value of the premises. 
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For other premises the M.D. charge is to be calculated ~ 
the estimated M.D. for lighting, based on an inspection | 
the premises, with an addition. of £l per KW of the heats- 
or cooking load during " peak " hours. 

The cost of supplying the additional heating or cooking I 
allowing for thickening-up mains and feeders, as may ^ 
necessary, is estimated at £4 10s. per kW of M.D. and . а 
рег unit sold (with coal at 20s. per ton). This is p L 
Curve (c) fig. 3, and may be conveniently tabulated thus: 

Average C> 
per unit 

Office heating, say 900 hours’ use per annum .. 1 91 

Domestic heating, say 2.500 hours’ use per annum 1:4. 

Domestic cooking, sav О. 250 hours’ use per annum 1.14. 


e 


paper was read, but a very 
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It will be seen, therefore, that a flat rate of 134. per unit 
will cover the cost except in the case of otlice heating; the 
addition of a charge per kW is therefore especially necessary 
in this case. 

The tariff should be framed with an eye to competition, 
aud it will be found that as far as lighting is concerned it 18 
not necessary to cut the price very finely. The price for 
ether purposes than lighting, again fixed m relation. to com- 
petition, must be such that all expenses directly incurred 
m giving the supply are covered, but the ratio: 

Price of gas рег therm/Price of electricity per unit for 
heating and cooking. should not be less than 6.5. Thus 
with gas at 10d. per therm, a fair competitive price for elec- 
tricity would be 134. per unit. 

Much progress has been made during the last few years in 
the construction of apparatus, and the experience of the 
writer is that the cost of maintenance is not excessive even 
if the apparatus is handled by servants. 16 must be recog- 
nied, however, that elements do fail at tiines, and apparatus 
should therefore be designed so that hot plates can be changed 
readilv, or elements removed by an unskilled man. 

So far the cost of apparatus has been too high to be hired 
at an economic rent, a complete cooker with oven, grill, and 
hot plates being listed at £18 to £22. The writer is con- 
vinced that such a price is due to the comparatively small 
output obtained by firms producing this class of apparatus. 
He suggests, therefore. that the engineers of undertakings, 
prepared to develop this business, should meet together with 
a view to buying apparatus in bulk. 

The engineers: should study the various appliances on the 
market, decide on one type and standardise this in their 
towns, this standard tvpe only to be available for hire; this 
would enable, say. 90 towns each to purchase 50 cookers, at 
a price based on an order for 1,000 sets. Such a policy would 
undoubtedly have a big effect on the price at which cookers 
conld be obtained. 

Tt may be assumed that the price for an electric cooker, if 
the demand can be stimulated, will not exceed £10 to £12. 
To hire this out on the basis of a seven vears’ life, the period 
allowed by the Commisaoners, would cost £3 or £4 per 
annum, including maintenance. Tf the apparatus is well 
looked after, however, the life should certainly be ten vears, 
as the elements and switches are the only parts likely to 
he damaged. Further, 16 is suggested that sums should be 


appropriated from profits for the purchase of these cookers; 
the rental could then be fixed at an amount not much greater 
than the cost of maintenance. 

This rental should be a figure that would вре with the 
ordinary hire rental of а gas oven, but could probably be 
slightly greater in view of the superiority of the article 
offered. "t 

Profits invested in this manner would bring s returns 
iu the shape of an increased output of electricity ; the sound- 
ness of such a policy depends, of course, on the rate per unit 
charged for cooking But the profit on the supply for cook- 
ing will be greater than on sales for heating. owing to the 
greater diversity factor, and the more extended use during 
the year. "Therefore, what may be sound as ер cooking, 
is not necessarily. so in respect-of heating. 

It 1з not necessary to hire such apparatus as radiators, as 
ee are obtainable at a price which 1s within the reach 
of all. 

The following list of apparatus hired at Newcastle, showing 
the cost and rentals received, is taken from an article written 


Average Approx. 
maintenance units sold 
Retail cost Rental per. per item 
Apparatus. Net cost, Price. per annui. annum. per annum. 
£ s. d. £ s. d. £ s. d. £ s. d. 
Iron... 012 8 11 6 0 1 0 0 6 0 35 
Kettle, 2 pt. 0 16 0 110 0 0 2 8 0 8 O ^o 
- ^ NN 110 0 210 0 0 2 8 010 0 70 
Fires 110 0 212 6 02 7 012 0 500/1.000 
Cookers . 1210 0 ә 0 0 10 0 110 0 1,600 
i .. 16 0 0 25 0 0 10 0 20 0 1,750 


bv Mr. W. F. T. Pinkney, published in the Electrician. Mr. 
Pinkney advises the inclusion of a fitted kettle with each 
cooker, and this appears to be a sound idea, as it will un- 
doubtedly tend to economy in the use of electricity. 

If satisfaction is to be given apparatus hired must be main- 
tained, and arrangements must he made by the Department 
to deal promptly with all complaints and breaks-down. Ele- 
ments must, therefore, be easily renewable at the coneumer's3 
premises, or in the case of hot plates, the plates must be. readily 
removable, so that a new plate can. be fitted while the old 
plate is under repair. 

It is also essential that the Electricity Department “should 
keep in close touch with consumers using cooking ‘appara- 
tus, and to do this there seems no method better than the 
employment of a tactful lady demonstrator. 


THE TRAMWAYS AND LIGHT RAILWAYS ASSOCIATION.—L `” 


ANNUAL CONGRESS AT BOURNEMOUTH. 


H 


Tue fourteenth annual Congress of the Tramways and 
Light Railways Association was held at Bournemouth 
on June 22nd and 23rd. 

The proceedings were opened by the Mavor, Ald. C. H. 
Cartwright, who welcomed the members and their wives; 
the reception was followed by a discussion opened by Mr. 
Bulfin, Bournemouth Corporation tramway engineer, 
who gave the results of his experience with rail-harden- 
Ing în situ. Neither Mr. Bultin’s nor Mr. Munro's 
full discussion followed 
Mr. Munro’s opening remarks, many of the speakers 
Шуи very interesting details of their experience with 
railless and petrol cars as contrasted with the tramear. 

The discussions were followed bv a demonstration of 
the Sandberg £n situ process of rail-hardening and an 
Inspection oF the railless car shown by the Bournemouth 
Corporation. 

The party then took luncheon with the May or at the 
Town Hall, and afterwards proceeded by motor omnibus 
to various beauty spots around Bournemouth, finishing 
ata delightful riverside tea garden at Tuckton Creats, 
Where the members and their’ wives were entertained to 
tea by Mrs, Bulfin. The return to Bournemouth com- 
pleted the formal arrangements for the day. 

Friday morning was occupied by the general meeting 
of the Association, and the paper on ** Modern Improve- 
nents in Tramway Rolling Stock.” bv Mr. C. J. Spencer, 
of the London Underground Railway Companies. 

After luncheon members were free for the afternoon, 
and a number took advantage of the opportunity to visit 
the New Forest. 

In the evening the annual dinner took place, the 
Mayor of Bournemouth and other Corporation officials 
Attending as the guests of the Association, who were 
fortunate in having with them their president, the Hon. 


Sir Arthur Stanley, G.B.E., M.V.O. 


on the Poole and Christchurch 
trouble with the Dorset County Council, the Poole Corporation 


A very pleasant evening concluded a most enjoyable 
and well-attended conference, upon the success of which 
the chairman, Mr. С. G. "legetinejer, and the ever- 
energetic secretary, Mr. A. de Turckheim, O.B.E., must 
be heartily congr atulated. 

The custom of including ladies was оше! at this, 
the first congress held under pre-war conditions since 
the congress held at. Newcastle-upon-Tyne in 1914. . 

Bournemouth Corporation Tramways, — 
By I. Buurin, M.I.E.E. 
Abstract. 


THe British Electric Traction Co., in 1899, sb tained’ its Light 
Railway Order for the construction of 33 miles of railway in 
the Poole area in & westerly direction, and opened the line for 
traffic in 1901. In 1900 the same company promoted a Christ- 
church and Bournemouth Tramways Act, 1900, for a tramway 
in an easterly direction. The Bournemouth Corporatian (as a 
blocking measure) promoted in the same year the Bournemouth 
Corporation Tramways Order, 1900, and the Hotel Metropole 
to Pokesdown line in the British Electric Traction Co.'s Act 
was held in abeyance, subject to the Bournemouth Corporation 
constructing the line within two years. Two years expired 
before substantial progress was made, with the result that in 
1902 the British Electric ‘Traction Co. issued an injunction 


against the Bournemouth Corporation, as its powers had lapsed, 
and in order to retain the tramways in-its own area it became 


necessary to buy out the British Electric Traction Co. both 
sides. Owing. however, to 


bought the Poole line, and leased it to Bournemouth for a 


period of 30 years. 


The Poole Corporation imposed conditions which became later 
a source of continual trouble, and placed the Bournemouth Cor- 


poration in the position of not being able to make use of the 
Tramways (Increase of Charges) Act until March, 
the Bournemouth Corporation took over the whole of the out- 
standing loan charges on the Poole undertaking. 


1921, when 


The amended Bournemouth scheme was for a double line of 


tramways through the whole of the main route on the trolley 
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system, but in the centre of the town the '' conduit " system 
was installed identical with the centre-slot L.C.C. system, 
but laid and run prior to the latter. The ‘ conduit ” system 
was run for some ten years when, owing to heavy wear of 
rails and conductor tees, it was decided to abandon the conduit 
and run the entire system as a trolley system. 

The main lines in Bournemouth were opened to traffic in 
1902 and the side routes in 1903. The tramways to Christ- 
church were constructed by the Bournemouth Corporation and 
opened for traffic in 1905, and in 1906 the Lower Parkstone line 
was opened for traffic. At present the route mileage of the 
svstem is some 23 and the length of single track over 33 miles, 
and runs in three boroughs—Poole, Bournemouth, and Christ- 
church. : 

The permanent way, laid in 1920, 1921, and 1922, with trans- 
verse sleeper construction every 5 ft. apart and Thermit joints 
and B.R.C. reinforcement, cost per mile of single track with 
wood block paving between £18,000 and £19,000. Corrugation 
has been very prevalent all over the svstem, but the Sorbitic 
in situ process has been most satisfactory, and unquestionably 
is the only method to prevent a recurrence of this evil. 

The rolling stock consists of 112 cars—67 bogie and 45 single 
trucks; the equipment is of the British Westinghouse and 
British Thomson-Houston types. The brakes are peculiar to 
the system, and were designed and supplied bv the British 
Westinghouse Co. Thev are combined magnetic and track 
brakes, and can be applied either electrically or by hand. Тһеу 
are very complicated, and maintenance and upkeep is very 
heavy. The maximum gradient is 1 in 19. the sharpest curve 
some 40 ft.. and the gauge is 3 ft. 6 in., which conditions pre- 
cInde the possibility of the use of top-covered cars. 

In Bournemouth the capital charges work out at over 9d. 
per car mile. and the financial position of the undertaking is 
` dependent entirely on visitors: a surplus is made from April 
to September in each year sufficient to meet the loss on run- 
ning between October and March, and in some cases to leave a 
surplus balance at the end of the vear. For the financial vear 
ended March 31st, 1999. the total revenue of the undertaking 
was £907,356 and the working expenses £146,161, the net profit 
on the tramways being £158 and on the motor 'buses £60. The 
number of passengers carried was 94,971,609. 


IN connection with the paper there was a demonstration of 
the Sandberg rail-hardening process at the tramway depót. 


DiscUssioN. 


Mr. C. J. Spencer was interested to hear Mr. Bulfin’s 
opinion that by hardening the rail bv the Sorbitic process 
in situ the corrugation disappeared, and mentioned the very: 
common rolling-stock problem of the ''jazzing " or “ tail- 
wagging” car, which made progress neither pleasant for the 
passenger nor good for the service, 


Mr. A. Norton said that in his experience ''jazzing " 
arose when tires on the same axle were run at varying 
diameters. In some cases he found as much as # in. 
difference hetween the one wheel and the other. Such a 
thing was bound to cause corrugations by the jumping and 
slipping which ensued. On many systems the tires were 
allowed to run through their life without being touched in 
any way. with the result that the profile of the tire was 
entirely lost. one flange creeping to the centre of the tire, 
while the other flange was almost obliterated. 

Mr. A. W. А. Crivers advocated the employment of a 
harder rail at the offset. He had been one of those who had 
considered that question on the Joint Committee of the Asso- 
ciation and the Municipal Tramways Aszociation, and it 
was clearly indicated by the particulars collected that harder 
rails gave much better resulta from the point of view of 
wear and from that of immunity to corrugation. Rails much 
harder than the British standard specification demanded had 
been used to a large extent in this country, and comparisons 
which had heen made showed conclusively that there was 
much to he said in their favour. 

Mr. W. V. Enwanps thought that the ''jazzing " was 
probably due to difference in wheel diameters. On a portion 
of his own track for seven years some cars were fitted with 
petrol generating &ets, which were placed under the staircase 
at one end of the car. and it was found that those cars 
“jazzed " tremendously: on examination it was shown that 
the car wheel nearest the heavy generating set was much 
smaller than the others, and when a wheel was put in under 
that heavily-loaded corner 2 in. greater than the correspond- 
ing wheel of the rame axle, the difficulty was overcome. 

Mr. RicHanD НСМРНВТЕ5 considered that. while they were 
all hoping for great things from in situ hardening. the best 
thing to do was to get the original angle of inclination 
altered. Hir own exnerience waz that hath wheels and rails 
rapidly got down to 1 in 12, and he wished that the British 
Standards Committee would reconsider its regulation of 1 in 
91, because he had never found a svstem on which 1 in 91 
was maintained after anv considerable period of running. 

Mr. R. G. Conuirre expressed the view that there was no 
steel, however hard, which would prevent the appearance 
ultimately of corrugations. In cases in which it was stated 
that there had been a cure as the result of a rajl-hardening 


process the probability was that there had not been time fur 
the corrugations to develop. 

Mr. I. Borrin, in his reply, said that on one particular line 
in Bournemouth they had a very hard steel rail, and they 
never had a single corrugation on that line. but its disadyant. 
апе was excessive brittleneas. He believed that the absen 
of corrugation waer the result of the hardness of the rail. With 
regard to the profile of the rail. he always liked to let the 
rail wear down as muck as possible before beginning harden. 
ing. In snecifving an angle of 1 in 21 he thought thot the 
British Standards Committee had in mind other traffic or 
the road, the wheels of which might catch in a tram-line of 
different profile. 


ANNUAL REPORT. 


The ordinary general meeting was held at the Town T 
Bournemonth, on June Brd when the Council submitted its 
report and the statement of ассоппіѕ for the vear ended 
December 31st, 1091, which showed that the revenne for that 
period amounted to £794. and the expenditure totalled £767 

In moving the adontion of the report of the Council Wr. 
C. G. Teeeturter. who presided. referred іп particular ta 
the work done hv the several special committees of the Au 
ciation. amona them the committee which had in hand the 
question of annual allowances for income tax purposes m 
respect of wear and tear of tramwav permanent wav. Ths 
eammittes had acted in collaboration with representatives a 
the Municinal Tramwave Association and the Institute of 
Mnnicina! Tresenrera and Acconntante and after manv inter. 
views with officials of the Board of Тата Revenne a revises 
echeme had been ?«sned ^v the Board, the miat of which w:s 
that rendirs would he allowed as an expense of the vear п 
whieh they carried out, while the actua! cost ~ 
renewals would he alowed over an agreed жепей The 
scheme did not nravide anv relief in resnect of arsessmert: 
nrior to 1990 hut for the future it world he more henefci ^ 
ty the tramwav jnductry than the farmer arrangement, 
dating from 1900, whieh provided for the allowance for re- 
nairs heing fived for five ve ars an the hasie of the averaz 
annual expenditure for the three vears rrecedin« the date a! 
revision. The chairman went on to deal with the naria- 
mentarv activities of the Association. referring first to the 
Tramways (Tnerease of Charge) Act. 17090. Depntations 
from the Association and the Municinal Tramwave Associa. 
tion had waited nnon the Ministre of Transport with a vier 
to the extension of the nerind of the Act or to the obtsinin: 
of some assurance which would avoid the necessity of the 
undertakings snending their monev. time and energy on th 
promotion of Private Bill. lesislotion. Snhseanently, an 
oficial intimation was received from the Ministry to th 
effect that the Government had decided. unless the questio 
was otherwise dealt with bv Parliament, to introduce Jens 
lation to extend the operation of the Act until February Vir. 
1994. All that could now be done was to await the further 
action of the Government. He also referred to the questi: 
of unemplovment insurance. which constituted a very езу 
tax upon the tramway industrv. He believed that the 10: 
dustry contributed а sum of not less than a anarter of з 
million a vear in excess of what was disbursed among it: 
own unemployed. The suggestion was now being discussi 
that the industrv should: attempt to set up its own unem- 
ployment insurance scheme: from the financial asnect th 
suggestion was very attractive, hut the organisation аг“ 
administration of the scheme would, he feared. present marx 
difficulties. The Chairman then touched upon labour aver 
tions, especially the sliding scale agreement, which wi 
adonted hv the Toint Industrial Council in Tune, 1921. Ох 
to the construction of the scale the wages of tramway moter: 
men and conductors had not fallen to the same extent as the 
wages of skilled men, including railwavmen, and if the 
present rate of progress waz continued the wages of sk 
men were likely to fall below those of motormen and сег. 
ductors. The two sections of employers. renresented on th 
Joint Industrial Council—the companies and the municipi 
ties--had decided that the time was opportune to give th 


wora 


necessary three months’ notice to terminate the agreemer! 


and it way honed that a new agreement would be negotiates 
in the interval. The agreement made in March 1919, fixir- 
the conditions of service in the industry, had heen revis? 
since the last meeting: the new agreement, which bhean 
operative in April last, probably left much to be desired, hi: 


he believed everyone would agree that it was a very gril: 


i vrovement upon the rigid conditions of the old one. 

Mr. R. J. Howry, in seconding the adoption of the renort 
said that thev all felt a little nervous that the Parliaments 
seasion should have gone so far without direct action by th 
Minister with regard to the extension of the period of оге? 
tion of the Tramwavs (Increase of Charges) Act. Tt would У 
most unfortunate if anv default took place. He was 2%" 
to sav that the Association and the municipal bodv had œe? 
able to work very well together on the revision of the aze 
ment covering the conditions of labour, and the considerati” 
of the sliding acale of wages, and what had been done пт: 
the past year was а good augury for happy relations in vein 
to come. 

The report was adopted. 
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CRYSTAL 


Ir will be remembered that at the Royal Society’s 
annual soirées on May 17th and June 20th, Sir W. H. 
Bragg, F.R.S., Professor of Physics at the University 
. ef London, and Prof. W. L. Bragg, F.R.S., who fills a 
. similar capacity at the University of Manchester, 
exhibited an exceedingly interesting collection of, models 
of erystal structure as determined by X-ray analysis. 
The methods emploved make it possible to construct 
models which show with great accuracy the size of the 
cell containing the unit of pattern of the crystal. In 
some simple cases the positions of the atoms in the cell 
are known with equal precision ; in others the approxi- 
mate positions can be inferred. The distance between 
- the centres of two neighbouring atoms is generallv 
` known with much more accuracy than the radius of 
either. The models of organic crystals are based on 
the principle, which seems to be justified by success, that 
. the benzene and naphthalene molecules are actual frame- 
- works of definite dimensions. The scale of most of the 
. models exhibited was 100,000,000 to 1. 
When the material to be examined cannot be obtained 
. in a crystalline form, it is possible to use it in the shape 
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STRUCTURE AS DETERMINED BY X-RAY ANALYSIS. 


University College, London, the X-ray bulb illustrated 
in fig..1l was devised.** The bulb exhibited at the Royal 
Society’s soirées produces soft rays; it has a water- 
cooled copper anticathode, and is generally run at a 
pressure of 30,000 volts. The wave-lengths emitted by 
it are 1.54 A.U. (strong) and 1.42 A. U. (weak), and 
with a eurrent of three milliamperes a useful photograph 
is obtained in three hours, in the case of substances of 
moderate density. ' 
The principle is not new; various workers have em- 
ploved apparatus of similar desien, notably Siegbahn 
at Lund in Sweden,t and Muller at the Cavendish 
Laboratory at Cambrideel. but the feature of the tube 
outlined in fig. 1 is that it has been found useful for 
obtaining photographs easilv and quickly, at any rate 
in cases where no very heavy atoms are contained in 
the material to be photographed. Photographs of naph- 
thalene (top) and phthalic acid (bottom) obtained with 
this tube, with an expenditure of onlv 10 milliampere- 
hours, are reproduced in fie, 2, and it тау be pointed 
out that each line in these X-ray photographs shows the 
existence of reflection by a certain plane in the crystal, 
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Еа. 1.—A New X-ray TUBE. 


of powder; X-rays are passed through the powdered 
substance, and thus spectral lines are produced from 
Which the characteristics of the material can be de- 
duced. This method of analysis is described in the 
original papers of Debye and Sherrer* and of Hullt, 
and has been applied to à number of substances with 
great success. Every crystal, no matter how finely it 
can be powdered, gives its characteristic spectrum, and 
the method is found of extreme value in the examination 
of the crystalline structure of materials. The vast 
majority of solid substances are crystalline, and their 
properties, 2.e., tensile strength, rigidity, and so on, 
are closely connected with the state of crystallisation. 
Applications of this form of analysis to the study of 
pure science are already very numerous; for example, 
in the elucidation of the crystal structure of a large 
number of substances which do not show crystal struc- 
ture sufficiently well formed to be examined in other 
Ways. 

A New X-ray Tube.—For the .purpose of obtaining 
X-ray photographs of crystalline structure by the 
powdered-crystal method in the Physical Laboratory of 


* Physikalische Zeitschrift, 17, 277, 1916. 
+ Physical Review, Jan. and Dec., 1917. 


not as ordinary spectra do, the existence of a particular 
frequency in the incident light. 

The discharge takes place in the right-hand end of 
the tube, as shown in the diagram; the whole of this 
end is made of metal and all exterior parts are earth 
connected. The anticathode P is made of copper, or 
amy other metal, according to the wave-length of X-rays 
required, and both the anticathode and the brass 
cylinder Q are cooled by running water. The glass tube 
n serves to insulate the cathode system from the anti- 
cathode; at its left-hand end is a brass water chamber 
whose inlet and outlet pipes are connected to an insulated 
water reservoir placed above the level of the tube. The 
water circulates by reason of the convection currents, 
and thus this end of the tube is kept cool. A brass tube 
s passes through the water chamber and carries the 
leads to the tungsten filament, which, when heated to 
incandescence, produces the electrons on which the action 
o* the tube depends. Sliding in s is another short 
length of tubing, and by adjusting the distance of the 


** By Mr. G. Shearer, working for the Department of 
Scientifie and Industrial Research. | 

+ Phil. Mag., June, 1919. 

| Phil. Mag., Sept., 1921. 
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end of the latter tube from the filament the degree of 
focus can be controlled. The distance of the filament 
from the anticathode can be altered by sliding the tube 
s in or out. Under working conditions the distance is 
from one to one and a half inches, and not as shown 
in the diagram, where the tube is shown drawn back 
to avoid confusion. The tube is exhausted to a very 
high vacuum through the tube T, shown as a broken 
line in the main diagram and in detail above. — All 
glass-metal joints are made with sealing-wax, as are 
also any joints which may require to. be. broken; for 
example, by heating the joint at v the tube carrying the 
filament can be removed and a new filament fitted. The 
rays emerge through two thin aluminium windows w, 
one on each side of the tube, so that two substances may 
be examined simultaneously. 

Crystal Structure of Steel.—A very good example of 
the application of the above-described method of analysis 
to the problems of industrial science was given bv Dr. 
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Кс. 9.—X-nay PHOTOGRAPHS : NAPHTHALENE (TOP) AND 
PHTHALIC ACID (BOTTOM). 


Arne Westgren and Gösta Phragmen, of Stockholm, 
Sweden, in the paper they read at the Iron and Steel 
Institute's May meeting. . 

The authors have carried on the X-ray crystallo- 
graphic investigations on iron and steel (which formed 
the subject of a report bv one of the authors at last 
year's annual meeting of the Institute) with improved 
experimental arrangements, and have obtained photo- 
grams clear enough for reproduction. A reconstruction 
of the camera for exposures at high temperature has 
enabled them to let the glówing iron wire rotate during 
the X-ray illumination. They have thus obtained not 
only a very distinct line photogram of y-iron (1,100? C.), 
but also succeeded in determining the structure of 9-1ron 
(1,425? C.). They have been able to ascertain the de- 
forming influence of dissolved carbon on the y-iron lat- 
tice in austenite. A combination of the Debye-Scherrer 
method with the X-ray analvtic procedure of Laue, and 
the investigation of the X- -ray reflections of a rotating 
crystal, have finally made it possible to determine the 
crystal shape and the elementary volume of cementite. 

The X-rays were produced in a tube of the Siegbahn 
type. It has sometimes been difficult to get the metal 
body of those tubes, when made of bronze, quite vacuum 
tight. Another material was therefore tried, extremely 
free from all kinds of slag inclusions and heterogeneities, 
and therefore quite satisfactory, namely, S. K. F. ball- 
bearing steel. It completely responded to expectations. 

The anticathode was cut off perpendicularly to its 
axis, and in order to get the characteristic X-rays of 
iron, very convenient for these investigations, an iron 
plate was soldered on to it.. Round the radiating anti- 
cathode surface five windows were made so that the tube 
gave five beams and exposures could be made in five 
cameras simultaneously. 

The tube was evacuated through an aggregate of a 
mercury vapour Jet pump and a mercury diffusion pump 
of the Volmer tvpe. In front of the jet pump a glass 
bottle of about 10 litres content was introduced and was 
exhausted together with the pumps and the tube. to a 
pressure of about three millimetres of mercury. If the 
svstem proved tight this primitive vacuum could be kept 
up for any length of time. When the pumps had been 
at full work a few minutes the pressure in the tube had 
decreased so much, that at the voltare used (maximum 
effective voltage, 50.000 volts) no current could pass, 


opposite to the exhaust opening. 


A capillary glass tube of about 0.5 metre length and 0.? 
millimetre width was connected with the tube on the side 
This tube was cou- 
nected with a glass bottle containing air, the pressure 
of which could be regulated, and thus the pressure in the 
X-ray tube could be kept constant at any state, and the 
iube could thus be run at any voltage desired. It was 
usually charged at from 45,000 to 50,000 volts and run 
with from 10 to 12 milliamperes. 

In suumarising the results obtained by the authors 
it may be said that. X-rav photograms (according to 
Debye and Scherrer) of an iron wire, heated to xu’, 
1.1009, and 1,425? C. have shown that the iron Sue 
the só-eulled 8- and 3-ranges has а body-centred eub: 
structure and within the y-range a face-centred cubi 
structure. The strange fact is thus proved that ths 
transformation that takes place at 900? C. (АЗ) is re 
versed at 1,400? C. (A4). 

The y-iron шесе of austenite steels is enlarged by th. 
dissolved carbon. А steel with 1.98 per cent. carbon 
has been found to have a somewhat larger lattice when 
quenched from 1,100? C. than when quenched fron 
1,000? C. Also the c-iron lattice in martensite seems tu 
be influenced by the carbon present. 

The ranges of homogeneous а-1гоп lattice in martensite 
have proved to be extremely small. It has been state: 
that a steel with 0.80 per cent. carbon, quenched in water 
from 760° C., is on the verge of being totally amorphous. 

Debye photograms of cementite and of the well-know: 
crystal tablets of spiegel iron have been found to be iden- 
tical. А Laue photograph and investigations of а 
orientated rotating crystal of the latter type have mad- 
it possible to find the crystal data of cementite. It he 
longs to the orthorhombic svstem, its ratio of axis i 
0.670 : 0.755 : 1, and the dimensions of its elementary 
parallelepiped are 4.53, 5.11. and 6.77 A.U. The baw 
group consists of four molecules FesC, which correspond: 
to a specific weight of 7.62 for the cementite. 

The Board of the Stockholms Högskola and Ingeniers 
vetenskapsakademien in Stockholm granted the sum: 
necessary for an X-ray installation, without which the» 
investigations would have been impossible. 


THE WORLD POWER CONFERENCE OF 1924. 


Two or three years ago in one of the many reports tha 
were prepared regarding the water-power resources oi 
the British Empire, a proposition was made that a cor- 
ference should be held at an early date in London v 
delegates representing the various countries which wer 
interesting themselves in the hydro-electric utilisation v 
natural forces which were running to waste within ther 
boundaries. Though such conference did not tak 
place, a great deal of preliminary work has been carrie! 
out in various parts of the world which will eventuali 
vield practical results and much statistical informati 
has been compiled. 

In the last report of the iial meeting of the Brit: 
Electrical and Allied Manufacturers’ Association (EF. 
Rev., March 3156 and April 7th, 1922) the propos: 
assumed a more comprehensive character. It was a! 
nounced by the then chairman, Mr. W. O. Smith, thsi 
the Director of the B.E.A.M.A. brought before the Сот: 
cif last autumn a scheme which he designated * Те 
World Power Conference," the object of which was t 
bring together, in London, experts from all parts of i 
world to discuss the important subject of ‘* power” ir 
its many aspects. After consideration, the Соле! 
authorised Mr. Dunlop to promote the conference. Th 
British Empire Exhibition (Wembley, 1924) authorities 
have agreed to the use of the Conference Hall free е! 
charge Lnd to promote certain entertainments for guess 
from other countries. | 

We liave now received from Mr. D. N. Dunlop, whe > 
acting as Organising Director of the Conference, certs! 
preliminary literature regarding the arrangements. 1 
these publications it 1s explained that the object of th 
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conference (of which the Earl of Derby is Ше President) 
will be to consider how the industrial and scientific 
sources of power may be adjusted nationally and inter- 
nationally : — | | | 

By considering the potential resources of each country in 
hydro-electric power, oil, and minerals. mM 

By comparing experiences in the development of scientific 
agriculture, irrigation, and transportation, by land, air, and 
water. 

By conferences of civil, electrical, mechanical, marine, and 
mining engineers, technical experts, and authorities on scien- 
tific and industrial research. 

By consultations of the consumers of power and the manufac- 
turers of the instruments of production. 

Ву conferences on technical education to review the methods 
of education in different countries, and to consider means by 
which existing facilities may be improved. 

By discussions on the financial and economic aspects of 
industry nationally and internationally. 

By conferences on the possibility of establishing a permanent 
world bureau for the collection of data, the preparation of 
inventories of the world's resources, and the exchange of 
industrial and scientitic information through appointed repre- 
sentatives in the various countries. 

A booklet has been prepared in several languages set- 
ting forth the scheme, and this also contains names of the 
Vice-presidents and Grand Council and of the Scientific 
and Technical Board. The Executive Committee will be 
composed of members of the Council of the B.E.A.M.A., 
ап Advisory Committee of co-operating bodies, repre- 
sentatives of Government Departments. and representa- 
tives of the Dominion Governments. The proposed sec- 
tions of the Conference are as under :— 


I. Power Resources. 1. Chemistry; 2 Physics: 
warch (Research Associations); 4. Raw materials. 

П. Power Development. 1. Engineering: Civil, electrical, 
marine, mechanical, mining. 2. Transport: Land, water, air. 


3. Re- 


j. Education : Classical. technical, and scientifie. 4. Health : 
Physical and psychological. 5. Publicity. 
ПІ. Power Applications. 1. Agriculture; 9. Industry ; 


3. General utility. 


IV. Power: Economic and Financial. 1. Credit: National 
and international; 2. Currency and exchange; 3. Exports and 
Imports, 


We understand that the list of ‘‘ Representatives of 
Dominion Governments ’’ is nearly complete, and nego- 
tiations are in progress for the formation of Councils and 
Executive Committees in the Dominions, with which the 
Home Executive will co-operate. Arrangements are also 
їп progress for the formation of similar bodies in the 
following countries:—The United States, France, Italy, 
Spain, Switzerland, Scandinavia, and the Netherlands. 
The co-operation of technical and scientific institutions 
and industrial organisations in this and other countries 


isheing secured, and further particulars will be available 
later. 


BXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR. MAY, 1922. 


THE May figures, as compiled from. the official returns, for 
the exporta of electrical goods and machinery of £849,017, 
show a reduction in values of £195,000 as compared with the 
totals for April of £1,014,580, the principal falling off occurr- 
ing in the item for electrical machinery (£163,000 decrease), 
whilst lower values were also recorded in the items for insu- 
lated wire and cable (£2,000 decrease), glow lamps (£7,000 
decrease), meters and instruments (£8,000 decrease), and tele- 
graph and telephone cable and apparatus (£21,000 decrease). 
Increased values were registered in the sections for 
electrical goods and apparatus, batteries and accumulators, 
carbons and arc lamps and parts. The returns of electrical 
imports were £207,155, as compared with £169,497 for the 
previous month, an increase of £37,000, the figures for elec- 
trical machinery imports showing an appreciation of 
£30,000. 

The re-export total of electrical goods and machinery for 
the month at £17,769 was £19,000 down on the April figures, 
the large total for that month being due to the re-export of 
glow lamps to the value of £25,000, whilst for the month 
under review £1,100 only was recorded in that section. 


VALUES OF ELECTRICAL Exports AND IMPORTS FoR May, 1922. 


Re- 
Exports. Imports. exports. 
£ £ £ 

Electrical goods and apparatus ... 92,141 40,977. 6,002 
Insulated wires and cables ... 114,061 15,998 — 
Glow lamps X . 32,730 10,748 — 
Are lamps and parts 2,537 670 1,100 
Batteries and accumulators 47,037 5,972 589 
Meters and instruments 20,583 8,862 1,085 
Carbons en Tt oe 4,659 4,010 119 

Electrical Machinery-— 
Railway and tramway motors 9,031 — = 
Other motors and generators ... 153,872 — — 
Switchboards (not telegraph or 

telephone)...  .. m. .. 8,251 - — — 
Electrical machinery — (unenume- | 

rated ‘ea ... 133,384 98 ,991 4,449 

Telegraph and telephone cable ` 

and matcrial— 

Telegraph and telephone wire and 

cable (not submarine) _... .. 43,172 2,675 15 
Submarine telegraph and telephone 

cable а " КУ ... 25,765 — — 
Telegraph axd telephone итаги- | 
. ments and apparatus ... 161,564 18,952 3,148 

£849,017 £207,155 £17,769 


Totals 


BUSINESS NOTES. 


The " Electrital Review ” Index.—The Index to Vol. XC. 
of the ELECTRICAL Review, which will shortly be printed, will 
be supplied only to those who through the post specially apply 
for it. To them it will be supplied for 6d. post free. Any 
reader or advertiser, at home or abroad, who requires a copy 
for binding, or for other purposes, is asked to make early 
application therefor to the Publisher, ELECTRICAL Review, 4 
Ludgate Hill, E.C.4. 

Bankruptc Proceedings.—Tir Үсгсо Масхето Co. (Her- 
bert Rothwell, Stanley James Watson, and Frank Cecil J inks, 
trading ag electrical and mechanical engineers), 11, Long Acre, 
V.C.—A sitting of the London Bankruptcy Court was held 
on June 20th before Mr. Registrar Mellor for the public 
"amination of these debtors, whose joint accounts showed 
abilities £2,076 and assets nil. The debtor Watson was not 
m attendance, and his examination was adjourned for a week, 
but the debtors Rothwell and Jinks were allowed to pass. 
According to the observations of Mr. Walter Boyle, it appears 
from the statements of the debtor Rothwell that in January, 
1918, he and another person commenced at No. 11, Long Acre, 

' an electrical and mechanical engineering business, and 
carried. it on under the style of the * Vulco Magneto Co. ”; 
11 November, 1918, his partner retired and was eventually 
Ud his capital (agreed at £1,246) 1n the business. He then 
‘November, 1918) took into partnership the debtor Stanley 
"ames Watson, who provided £700, of which £350 was treated 
33 à personal loan to himself (Rothwell). In May, 1919, they 
Were joined by the debtor Frank Cecil Jinks, who paid £800 


H 


for a one-third share in the business, and under the articles of 
partnership he was deemed to have become a partner on 
November Wth, 1918, when Watson's connection with the busi- 
ness began. The business was continued at No. 11, Long 
Acre, W.C., under the same style, '' Vulco Magneto Co," 
The first year's trading to November 30th, 1919, produced 
a small profit, but thereafter the business was carried on at a 
loss. In October, 1920, Jinks severed his connection with the 
business, and Watson (who had a separate but similar business 
of his own) expressed his inability to put up further capital, 
and the partnership thereupon, for all practical purposes, came 
to an end, although no formal dissolution took place. After 
October, 1920, he (Rothwell) transacted, but in the name of 
the firm, what business was done; he was, however, mainly 
engaged in realising the firm's assets. He received altogether 
about £1,258 (including £100 from the debtor Jinks), which 
was expended on purposes connected with the business, includ- 
ing the payment of debts of the Vuleo Magneto Co., which 
were substantially reduced. After the realisation of the afore- 
said assets, which had been disposed of by the end of January, 
]921, a creditor, who had obtained judgment against the firm 
for damages for breach of contract, presented the petition on 
which the receiving order was made. Rothwell attributes 
the failure and insolvency of the Vulco Magneto Co. (1) to 


lack of working capital to pay wages and other outgoings: 


(2) to the firm’s inability as a consequence, and also by reason 


of the non-delivery by а contractor of necessary parts, to 


complete certain. work on hand, as a result of which there 
E 
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was a heavy loss in trading; and (3) to liabilities for breaches 
of contracts and law costs in connection therewith. 

The debtor Watson hae lodged a statement of his separate 
allairs, showing total liabilities. £54,775 (unsecured £10,317) 
and net assets valued at £2,793, after allowing £48 for pay- 
ment of the preferential claims. 

‘The Oficial Receiver’s observations upon the debtor's history 
show that prior to May, 1910, he was for a number of years in 
the service of a motor industries company. In May, 1910, he 
was appointed sole representative and agent in the United 
Kingdom for a German company carrying on, at Stuttgart, the 
business of manufacturers of electric parts, mugnetos, &c., 
und in connection therewith, took preiises at No. 43, Berners 
Street, Oxford Street, W., where he traded on behalf, and in 
the name of, the company, which contributed to establishment 
charges and paid him a commission on sales effected. On the 
outbreak of the European war he assumed the proprietorship 
of the business, removing the German trading name and sub- 
stituting therefor his own. After summarising his subsequent 
operations down to 1921, the Olticial Receiver says that the 
debtor attributes his separate failure and insolvency (1) to the 
slump in the motor und engineering trade after the spring 
of 19030; (2j to the adverse rates of exchange between this 
country and the United States of America. from the end of 
119 to the end of 1920, and consequent loss in connection 
with his trading in motor ears and cycles before referred to; 
(3) to lack of capital and consequent heavy interest and bank 
charges; (4) to heavy law costs and pressure by a large creditor 
and forced sale of the plant and effects betore referred to, which 
brought his business virtually to a standstill; and (5) to lack 
of profits to meet his household and personal expenditure. 

J. F. LupLow and R. R. бором (Ludlow Bros.), electrical 
contractors, 196, Church Road, Redfield, Bristol.—Last day 
for proofs for dividend July sth. Trustee : Mr. F. W. Darley, 
Official Receiver, 36, Baldwin Street, Bristol. 

. R. H. LippELL (Liddell & McInnes), electrical engineer, 4, 
The Crescent, Carlisle.—Last day for proofs for dividend July 
l4th. Trustee: Mr. K. J. Hough, 34, Fisher Street, Carlisle. 

J. M. C. HAMPSHIRE, colliery electrician, 91, Doncaster Road, 
Goldthorpe, Rotherbam.— Receiving order made January 19th 
on debtor's cwn petition.—First meeting, July 5th. at the 
Official. Recetver's otfices, Sheffield; publie examination, July 
20th, at the County Court Hall, Shettield. 

1. J. Ginn, electrical engineer, 26, Hardwick Street, Buxton, 
— Receiving order made June 1th on debtor's own petition. 

T. G. Coaton (T. G. Coaton & Co.), electrical engineer, 16, 
Tfumberstone Road, Leicester.—Trustee: Mr. E. H. Hawkins, 
4, Charterhouse Square, B.C., appointed June 22nd. 

F. C. Goss, electrical engineer, 32, Windsor Road, Bishops- 
ton, Bristol.—First and final dividend of 2s. 64. in the £, 
payable June 30th at the Official Receiver’s office, Bristol. 

L. R. HENsoN, electrical engineer, 23, Green Lanes, London. 
—Recewing order made June 23rd on debtor's own petition. 
First meeting, July 6th; publie examination, July 25th; both 
at Carey Street, W.C. 

Wiyxess & Bate, electrical engineers, 13, Commercial Street, 
Brighouse, York.—Receiving order made June 23rd on credi- 
tor's petition. 


Company Liquidatitns.—W.  WarkiN. & бох, Darb., 181, 
Queen Victoria street, London, B.C., electrical engineers, Фе. 
--pursuant to Section 155 of the Companies (Consolidation) 
Act, a meeting of the creditors of the above was held on June 
Math at Anderton's Hotel, London, E.C., when Mr. А. E. 
Quaife, of 155, Fenchurch Street, E.C., the liquidutor of the 
company under the voluntary liquidation, presided. It may 
be recalled that a meeting of the principal creditors was held 
prior to the company meeting to wind up, when Mr. Quaife 
was nominated us tbe liquidator, and a conmnunittee was also 
appointed. consisting of Messrs. Ashby & Sons, Messrs. 
Grimwood & Co., Messrs. И. P. Snath, Ltd., the National 
Radiator Co., and Woodworkers, Ltd. | 

At the meeting on the 20th. inst. Mr. Quaife reminded 
the creditors of the purposes of that conference, which were, 
he said, practically nnuted to either the ratification of him- 
self as liquidator or the appointment of some other liquidator 
in his place. He desired, however, to give the creditors some 
information with regard to the present position, and he might 
inform them that this company had taken a somewhat unusual 
course in consulting the principal creditors before calling the 
shareholders together for the purpose of going into voluntary 
liquidation. At that preliminary conference it was pointed 
out that the company was in а hopeless position financially, 
and that the only course to pursue would be to voluntarily 
liquidate. He (Mr. Quaife) was thereupon nominated for the 
position of liquidator, and a committee, as mentioned above, 
was also appointed to confer with him with regard to the 
liquidation. Subsequently the shareholders met and duly 
ratified his appointment, and it was now for the general body 
of creditors to adopt a similar course. Tt would appear that 
something like 75 per cent. of the liabilities had been repre- 
sented at that preliminary meeting, and it was obvious, 
therefore, that the first conference was in every way а repre- 
sentative one so far as the unsecured liabilities were concerned. 
There was а tremendous amount of detail to be gone into with 
regard to the affairs of the company, and it had been impos- 
sible to get out this information m the time that had been 


at his disposal. He might inform the creditors, however, that 
an approximate statement of affairs presented at the pr- 
luninary conference showed that there were unsecured hawi- 
ties amounting to £10403, while a partly-secured creditor 
claimed £765 17s. 8d. This creditor was the bank, who heid 
a charge on certain contracts which were valued at the same 
amount. With regard to this particular contract, 16 concerned 
an electrical job at Aldershot. He (the liquidator) had beer 
going into the figures, and it was difficult to see bow th: 
job would work out, but the architect bad recommended 
a payment of between £500 and £000 on account of the cun- 
tracts, and the War Office, for whom the work was under- 
taken, had refused to pay a penny, because of the unsatistic- 
tory nature of the work. Dealing with the assets, Mr. Quuife 
said that they consisted of cash in hand and at bank, £221: 
stock-in-trade, £955; deposits, &c., £00; trade accounts. 
£1,623; and other items which brought up the total ах 
to about £5,000. With regard to certain uncompleted р >, 
he mentioned that one of these jobs concerned three contra. t- 
at Welwyn for the erection of 25 houses, and the contrac: 
price was £30,000. There was said to be a balance on that 
job of between £300 and £400. There was a contract for sx 
other houses at Welwyn, where there was an estimated ba. 
ance of £466, and yet another contract concerning the erev- 
поп of a bungalow at Totteridge, and there was the Aldershot 
contract to which he had already referred. Certain work hui 
also been undertaken at Eltham and Woolwich. With regard 
to the assets he had mentioned, he thought that if they pre 
duced їп all something like £1,500, or at the very outs 
£2,000, it Was as much as the creditors could expect to receive 
in the course of the realisation. Practically the whole of tae 
deficiency was represented in the Welwyn contract, and when 
the directors entered into these contracts they ought to bave 
known that they must prove unsuccessful. 

The company was registered on April 12th, 1921, with a 
nominal capital of £5,000, and the directors were Mr. Sanh 
ford, Mr. Munro, Mr. Bearfoot, Mr. Lewis, and Mr. H. € 
Wood. The object of the company was to take over the bre 
ness of engineers which had been carried on by Mr. Sani» 
ford. ‘The misfortunes of the company seemed to have угон 
out of the facet that the business, which was originally een 
nected with electrical and general engineering, &c., was es 
tended to embrace building, and the unfortunate part м 
that this latter branch of the business was not. sufficient: 
understood to enable the directors to cope with the contra. t 
Which were undertaken, with any hope of success. 

Following the explanation of Mr. Quaife, a discussion er- 
sued, in the course of which the liquidator stated that it v» 
not intended that the business should be in any way continu» 

After some further discussion it was decided to ratify Ur 
appointment of Mr. Quaife as liquidator, and the same cc 
mittee of inspection was also, approved. The following w 
creditors :— 


£ 1 

Alden Engine Co. ius .. 179 Kitson (J. W.) & Co, Lied. D 
W. Ashby & Son... .. 331 H. Lane & Со, Ltd. ... "E. 
Beeston Foundry Co., Ltd. .... 2393. London Galvanised fron €». 
Baxter & Caunter, Ltd. .. 108 Lid. те vs е uu | 
Butterfield, Н. he к e. 257 Lyle-Barrs & Co., Ltd. ль > 
Henry Brown & Sons... .. 199 Meadows, E xd ae bar do 
Brown, W. - 22 .. 14 Morgan & Son, Ltd. К "E 
Best & Liovd, Ltd. io .. 33 McDowall, Steven & Con Ltd. ` 
John Bolding & Son, Lad. As 19 Maso, Frank S., Ltd. .. e. de 
Barnes, F. a ane .. G2 Munzing. H., Ltd. pas "NC ^ 
Frederick А. Clark & Son ... 10 Metal & Hardware | Products, 
Credenda Conduits Со., Ltd. ... 320 Ltd. as =e = "E 
Crow (W. К.) & Son... ... 126 Nettlefold & Sons, Ltd. Ao HE 
Clarke, H. m $us ... 28 Newcombe, E. A. - ee, , be 
Coalbrookdale Co., Ltd. .. 10 Norman, Pearson & Co. S2 4 
Cavless Bros. TN 205 .. 88 National Radiator Co., 148... %7 
Director of Building Materials Fenwick J. Owen & Son E 

Supply ... "S jas .. 113 Petty, W. .. Wut s S. HM 
Davis Gas Stove Co., Ltd. ..' 30 Prvke & Palmer 1. . l4 
Elsley Thomas, Ltd... .. 10 Parkinson Stove Сө, Ltd. .. 1 
Earl & Matthews X .. 79 Rogers & Overton m a. a 
Ellis & Ellis set eS 0.4. 95 Shanks & Co, Ltd. ... E. ote 
Farmiloe (Geo.) & Sons, Ltd. ... 149. Smith, H. P., Leta. P nm O 
Fryer, Н, e ass .. 16 Smith, Alfred _ И. Je ЗАЙ 
Farmer, Stedall & Co. .. 10 Standard Range &  Founln 
Fell, Anderson & Co., Ltd. ... 316 Co., Ltd. "3 = 
Falkirk Iron Co., Ltd. ... i 7 Sharman, P. R. 28 
Fletcher, Russell & Co. ... . 60 Steingold, J. & M. M à 
General Iron. Foundry Co., Lid. 83. Stoneham & Madgwick = 
Grimwood & de Geus, Ltd. ... 020. Sutcliffe Bros. ase = 
Great Northern. Railway Co... 63. Swanpool Housings Society = 
General Electric Co., Ltd. ... 91. Trollope & Colls, Ltd. " a 
James Gibbins, Ltd. -— e H4 Teale Fireplsce бо, М. Ec 59 
Grover & Sons hs БИР .. 80 Timbertown Brickworks, Ltd... 07 
Gale, W. С. rt е .. IL Todd (W. RV N Хол, Li.. Z 
Menlev's (W. T) Telegraph United Brassfounders & Ergi- 

Works Co., Ltd. 577 e. 46 neers, Ltd. es ids А > 
Hall & Hal a oy ... 18 Wood, Russell & Co. = 
Hales Clinkers, Ltd. 5 e. 75 Watshams .. У bU 
Howells & Со, ead "n .. 78 Weiner, J.. Ltd. E 
Hooper & Ashby, Ltd... .. 27 Woodworkers. Ltd. aw 
Hall & Bartholomew, Ltd. .. 19. Woodman, G. uu s gu d 
Hennell & James 2 .. 00 Welwyn Builders & Juiners, Lu 57 
Hevwood & Bryett, Ltd. S. #06 Welwyn Transport, Ltd. .. 24 
Inpram, Perkins & Co., Ltd... 23. Welwyn Garden City, Ltd, 2 77 
Jones, Lock & Co., Ltd. .. 12 Welwyn Restaurants, Lid. |. 
Kartret Eng. Со., Ltd. ... e. 433 

PorRTARLINGTON Errcruc Тлонт & PowrR Co.. LTD- : 


petition for the winding-up has. been 


presented to the E- 


Court by Mr. P. J. Weymes, a shareholder, of Mullingar, t 
Westmeath, and will be heard in London on July 4th. 


J. E. Stack, Ltp.—A petition for the winding-up. subs ^ : 


to supervision of the Court, has been presented to the Н. 


Court by the Wednesbury Tube Co., Ltd. 


will be heard in London on July 4th. 


(creditors), 8: 


ai 
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S. Сшитт & Co., Lrp.—First meetings of creditors and 
contributories July 5th, at the Official Keceiver’s оћсе, Реагі 
Buildings, 4, Northumberland Street, Newcastle-on-Tyne. 

R. J. Корр, Lrp.—A petition for the winding up has been 
presented to the County Court of Surrey by the ‘Law Manutac- 
turing Co., Ltd., of Hornsey, and will be heard at Kingston 
on July 215. 

А. CHASE & Co., Lrb.—Winding up voluntarily. Liquidator : 
Mr. А. M. Cole, fairfax Road, Teddington. 

J. H. Новвѕ & Co., Lrp.—Winding up voluntarily. Liqui- 
dator: Мг. C. T. Appleby, 26, Corporation Street, Birmingham. 
о of creditors, July 3rd, at the Grand Hotel, Birming- 
мага. 


Dissolution of Partnership.—E. E. CLARKE & Co., electrical 
engineers and contractors, Alhambra Buildings, Morecambe.— 
Mr. J. H. Barraclough and Mr. E. E. Clarke have dissolved 
partnership. Mr. Clarke will attend to debts and continue the 
business. 


Receivers Appointed.— BROTHERTON Eviswan TUBES & Cox- 
«0115, Ло. =. HL Johlnston, of 49, Queen Street, Wolver- 
hampton, Was auppomted receiver and manager on June Hth, 
1922, under powers contamed їп debentures dated Apru 7th, 
1921. 

ALBERT LEE & Co., Lto., Гохоох.-=-Мг. Е. C. Harper, 27, 
Chancery Lane, London, W.C.2, has been appointed receiver 
on behalf of the debenture-holders. 


Trade Announcements.—\r. C. FP. Joser has removed 
from Beak Street to 50, Berners Street. Oxford Street, Lon- 
don, W.l. Telephone: ©“ Museum 1925." 

Tne Birmingham sales ottice of CALLENDER’S CABLE & CoN- 
STRUCTION Co., LTD., is now at Daimler House, Paradise 
Street, Birminghain, and the company's representative at that 
ottice is Mr. J. M. Dunkeley. 

Messks. Crow, 'TooGooD & Co. are removing to 56, High 
Street, Charing Cross Road, London, W.C., where they have 
a display cf alabaster and electric light fittings. 

Messks. R. H. BARKER & Co., engineers, have removed to 
Helmshore, near Manchester. 

Messrs. СоорРЕВ & KING, Lab., have removed to 17, Castle 
Street, Cardiff. 

Messrs. E. W. Parnes & Co. have removed to Faraday 
House, Temple Lane, Dame Street, Dublin. 

THE Warsa Hanpwakg Manuracturing Co, LTD., in- 
forns us that Mr. D. G. Brooks relinquishes his connection 
with the company as from to-day, June 30th, and that all 
-orrespondence for it should be sent direct to the head оћсе 
at Hatherton Works, Walsall, instead of to Birmingham. 


Catalogues and Lists.—Messrs. Frost Bros., 96, Little 
Park Street, Coventry.—An illustrated. pamphlet dealing with 
the " lHotameter " for measuring the air consumption of 
pneumatic. tools. 

Мк. Н. B. Turner, 79, Plavford Road, N.4.— Three illus- 
trated and priced leaflets dealing respectively with small 
voltmeters and ammeters, " Elect” kettles, and “ Elect ” 
irons. 

‘PHE SoLENoID REGULATOR Co., Highgate Square, Camp 
Hill Birmingham.—An illustrated and priced leaflet of 
drum-type star-delta and series-parallel switches. 

THe ImMperiaL Lighting Co., 2, 4, and 6, Pocock Street, 
Blackfriars Road, S.E.—An illustrated pamphlet dealing witb 
the © Fairyland ” method of decorative electric lighting. 

BRITISH INSULATED & llELspY CABLES, LTD., Prescot, Lancs. 
— Pamphlet H.se, describing * Helsby ”? condensers for power- 
factor improvement. Illustrated. 

ELECTRIC CONTROL, 1т0., Hastings House, Norfolk Street, 
Strand, W.C.2.—An illustrated pamphlet describing “ Em- 
pire "" e.h.p. fuses, which were dealt with in an article in our 
issue of November 25th, 1921. 

THE Skerco Ваи, BEARING Co., LrD., Luton, Beds.—A well- 
illustrated catalogue of " SKI" mechanical power transmis- 
sion equipment, including ball bearings, countershafts, 
hangers, plummer blocks, pedestals, pulleys, &e. 

Messrs, HERBERT Morris, Lrp., Loughborough, Leicester- 
shire.—List 101, illustrating and describing electric overhead 
cranes; List 696, dealing with hand-operated overhead run- 
ways; List 766, descriptive of retort chargers; and List 830, 
dealing with tubular shear legs for lifting tackle. 

THE MiptAND ELecTRIC MANUFACTURING Co., Lrp., Barford 
Street, Birmingham.—An illustrated and priced folder dealing 
with a new {уре of teak-cased distribution board. 

Messrs. Crow, Toowoop & Co., 15, Wardour Mews, 
D’Arblay Street, Wardour Street, W.1.—Net trade price list, 
June and July, 1922, of electrical accessories, including 
accumulators, lighting fittings, flexibles, switches, conduit, &c. 

Нсмгнкү Enectric Co., 34, Broad Quay, Bristol.—1llus- 
trated leaflets dealing with the '"" Rubeap”’ sealing insulator 
and the '" Sparka " sparking-plug tester. 

THE GENERAL ELECTRIC Co., Lro., Magnet House, Kings- 
way, W.C.2.—Bocklet No. W/T 2,775, giving a brief account 
of the plans of the G.E.C. Wireless Department. Publications 
Nos. O.S. 2,725, 2,0727, 9,742, and 2,743, dealing with ''* Osglim ” 
neon lamps, and introducing a number of novelties in this 
direction. Also a show-card of novel design advertising the 
lamps. Booklet H. 2711, giving reduced prices and illustra- 
tions of " Magnet " cooking, heating, and other domestic 
appliances. 


Mr. WALTER BaALMFORD, '' Electric House," Whittall Street, 
Birmingham.—An illustrated and priced leaflet advertising 
the '" Scot” lampholder. 

COMPAGNIE UNIVERSELLE DES TRANSMISSIONS "' LENIX,"" 5, 
Rue Fenelon, Paris (British agent: Mr. Charles A. Matthews, 
47, Whitelow Road, Chorlton-cum-llardy, Manchester).—An 
illustrated pamphlet describing the ** Lenix " belt drive and 
applications. 

THe CRYPTO ELECTRICAL Co., LTb., Acton Lane, Willesden, 
N.W.10.—A brochure containing illustrations of the firm's 
works and products. 

Tug Sun ELEcrkiCAL Co., Lrp., 118 and 120, Charing Cross 
Road, W.C.2.—An illustrated booklet giving a description of 
the " Homelite " small power plant. Priced. 

Messrs. W. T. HENLEY'S TELEGRAPH Wonks Co., Ілтор., Blom- 
field Street, London Wall, B.C.2.—A showeard in nine colours 
(15 in. x 10 in.), advertising the merits of the "7 Henley " 
wining syste. 

Messks. ACKROYD & Best, Lrp., Morley, near l.eeds.—4 
series of illustrated leaflets advertising acetylene lamps for 
mines and quarries, brazing lamps, brass liners, stampings, 
pressings, machined parts, furnace cement, glassware, Ке. 

STERLING PRLEPHONE & Eurerric Co., Ltb., 210-212, Totten- 
ham Court Road, W.L.— Publication No. 323, giving particulars 
of a practice outfit for learning the Morse code. Priced and 
illustrated. 

Messrs. Hocan & Warpror, 88, Golden Lane, London, 
E.C.1.—Pocket price folder relating to ‘* Draka "' v.i.r. wires, 
cables and tlexibles (Holland Insulated Wire & Cable Works, 
Amsterdam), of which they will carry stocks. 

For Sale.—By direction of the Disposal Board, Messrs. 
Wheatley Kirk, Price & Co., will sell by auction on July 15th 
and followmg days, at H.M. Factory, Gretna, Dumdfries-shire, 
boiler-house plant, wood-working machinery, electrical ma- 
chinery, machine tools, &c. (See our advertisement pages to- 
day.) 

Book Notices.—‘' Journal of Scientific. Instruments. "'-— 
We are asked by the Institute of Physics to mention that a 
great many persons who have received à copy of the pre- 
lininary number of the proposed Journal, and who may wish 
to support 16, have not yet filled in the forin inserted in the 
Journal. It is hoped that all who intend to subscribe. will 
inform the Institute without delay so that an estimate may be 
formed of the support which may be relied upon. It is essen- 
tial that suflicient support should be forthcoming before it 
is possible to issue the Journal. 

© The Bulletin of the Hydro-Electrie Power Ccmmission of 
Ontario," March-April, 1922.—This issue contains а summary 
of the Commussion’s reply to the Murray-Flood report criti- 
cising its operations. Other articles are a description of the 
private automatic telephone exchange of the Cominission, and 
notes on the testing of electric water-heating Installations. 

“The Metropolitan-Vickers Gazette," May, 1922. Price 1s. 
post free.—This number contains articles on " Power Recti- 
fiers," '" Explosion. proof Tests on Induction Motors for use 
in Mines," " Induction-type Synchronous Motors,” and 
е Metropolitan Railway 1,200-h.p. Electric Locomotives.” 

* Journal of the American Institute of Electrical Engineers.” 
Vol. XLI. No. 6. June, 1922. New York: The Institute. 
Price $1. 

“ Catalysis with special reference to newer theories of 
Chemical Action. "—4A general discussion held by the Faraday 
Society. London: The Faraday Society. Price 9s. net. 

“Journal of the Institution of Engineers (India)." Vol. П. 
April, 1922; also List of Members. Calcutta: The Institution. 


Price Rs.50 per annum. 

“Science Abstracts" А & B. Vol. XXV. Part 4. No. 
299. Apri 30th, 1923. London: E. & F. N. Spon, Ltd. 
Price 2s. 6d. each net. 

We have received from Oerlikon, Ltd., Oswaldestre House, 
Norfolk Street, Strand, W.C.2 (representing in the British 
Empire the Ateliers de Construction Oerlikon) the first nine 
issues, from July, 1921, to March, 1922, of the '' Bulletin 
Oerlikon ” printed in. English. The publication is excellently 
produced, the illustrations in particular beíng very clear. The 
subjects dealt with in the Bulletin include the electrification 
of the St. Gothard railway, giving detailed descriptions of the 
plant and equipment, a great part of which was supplied by 
the Oerlikon Co.; & new method of admitting overload steam 
used for the Oerlikon turbine; the theory of induction regula- 
tion; the new motor coaches on the Burgdorf-Thun railway; 
апа the electric trains of the London & North-Western Rail- 
way. 

Australia and Swedish Electrical Goods.—An Exchange 
Telegraph dispatch from Melbourne (dated June 27th), appear- 
ing in a financial contemporary, states that ‘ the Tariff Board 
is considering whether to apply anti-dumping laws in the case 
of electric motors and other electrical supplies, which are im- 
ported from Sweden in considerable quantities and at prices far 
below those of similar British goods. There is strong suspicion 
that certain Swedish imports are partly of German origin." 

Engineers’ War Bonus.—Arrangements are being made 
for a conference between the Engineering Employers’ Federa- 
tion and representatives of the Amalgamated Engineering 
Union and kindred unions to discuss the question of .the war 
bonus and the adjustment to existing conditions. It is pro- 
bable that the conference will take place next жеек. Daily 
Telegraph. { 
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Electric Vehicles in Municipal Service. —With reference to 
the note under the above heading on p. 811 of our June 9th 
issue, relative to the approximate nunibers of each make of 
vehicle employed in municipal work, we are informed by 
Messrs. Newton Brothers (Derby), Ltd., that so far as they are 
concerned the figure quoted ia grossly understated., lt does 
not, of course, by any means represent their production 
ot electric vehicles. | " 

- Electrical Competition in Turkey.—The May number of 
the Journal of the British Chamber of Commerce of Turkey 
and the Balkan States contains the following survey of the 
electrical supplies trade :—'' lu this line the position is far 
from satisfactory. ‘he market is tlooded with cheap foreign 
goods, German to a very great extent, and owing to their 
prices being anything from 30 to 50 per cent. lower than 
British, there seems to be no room for our goods. Added to 
this, one must take into account the fact that the standards 
required by the local -authorities are. 1nuch below British 
standards, und consequently there 1з no encouragement to 
use first-class inaterials. Cheap installations mean more con- 
summers, and more consumers vigger dividends for the electric 
company. Much of the electrical trade is ш the hands of 
Jewish firms, and there is a [ecling that the leading firins 
have been cutting prices, with the avowed intention of driving 
' outside ' firms off the market. Be that as 1t may, the out- 
look is far from encouraging irom the British manufacturers’ 
point of view, and the British firms in the trade, who have 
the greater part of their capital tied up in war claims agamst 
the Turkish Government, caunot be expected to sustain & 
price-cutting war with native firms, who have * made hay 
while the sug shone.’ Shortly after the Armistice a British 
make of Jamp was to be seen in most of the retail shops, 
and it held its own against Dutch competition for many 
months. Later, the rise in the exchange and the reduction 
in price of Dutch and German lamps made further business 
impossible. There 1 a large and growing demand in this line, 
and the British article would certainly be given the prefer- 
ence at the same price. As far as cables are concerned, many 
orders have been placed in Germany, Czecho-Slovakia, and 
Italy, the last country getting the majority of orders for 
cotton-covered flexible. Lately British competition has again 
made itself felt, and few orders have gone to the United 
Kingdom.” |... , | 

With regard to the general situation, the survey states :— 
“Trade always follows capital, and as far as the requirements 
of the important public utility companies in Constantinople 
are concerned, British firms are seriously handicapped by the 
fact that the nationality of these enterprises, as far as their 
capital is concerned, is either French or Belgian. We need 
merely mention as examples: Soc. Anqn. Ottomane d'Electri- 
cité, Soc. des Tramways de Constantinople, La Compagnie des 
Eaux de Constantinople, La Compagnie des Eaux de Scutari 
et Radikeuy, Soc. Imp. Ottomane d'Eclairage par le Gaz et 
lElectricité, Soc, Anon. Ottomane des Quais, Docks et 
Entrepóts de Constantinople, Soc. Anon. Ottomane des Docks 
et Ateliers du Haut Bosphore (Sténia), Compagnie d'Exploita- 
tion des Chemins de Fer Orientaux. Most of these com- 
panies buy through their Paris or Brussels offices, and 
naturally give preference to firms of their own nationality. 
The only two really important concerns at present in British 
hands are the Anatolian Railwavs and the Golden Horn Docks. 
The former would have most important ordera to pass if the 
political and financial situation were to. warrant the expen- 
diture. Те us hope that when Реасе is eventually signed 
British capital will figure in this important concern. In the 
Smyrna district the Smyrna-Aidin Railway has placed a good 
many appreciable orders with British manufacturers. The 
Smyrna market has also given preference to British goods 
even at somewhat higher prices.” 


- International Road Congress.—It has been decided to 
hold the fourth International Road Congress at Seville in Мау, 
1923. Representatives from transport and highway associa- 
tions will attend, and & British committee hus been elected 
to ensure the participation of this country. The committee's 
address is 15, Dartmouth Street, S.W.1. 


: Economic Conditions in Sweden.—In the June issue (No. 2) 

of the Swedish Economic Review, compiled by the Swedish 
Board of Trade and ‘published in the English language, it is 
stated that the number of workers in the mechanical trade, 
which was 60,000 on September Ist, 1920, has gradually de- 
creased to 25.200 on April Ist, 19228. “ Yet the decline seems 
to be slackening, and this is in particular noticeable 
with regard to the number of working hours per 
week. As compared with the position at the turn 
of the year the number of unemployed has decreased 
7 per cent. and the number of working hours 2 per 
cent. Some concerns, especially those working on Russian 
orders, are fully eccupied, while in the main part production 
is running very low. As in all countries the shipyards are 
practically out of work. Among other mechanical industries 
manufacturers of agricultural machinery and of tool and wood- 
carving machines seem to have been most hardly hit by the 
depression. [ately some improvement has, however, been 
noticed, and this is also the case in the electrical industry. 
German competition, though still of much = importance, has 
not been aggravated during 1922, and the tardy delivery of 
the German works, as well as the difficulties following the 
German export control, are still prevailing.” 


E.D.A. Activities.—The latest advertising literature issu- 
ing from the E.D.A. offices shows that the Association has 
hopes of the return of hot weather. Needless to say, the 
matter relates to electric fans; there is a series of elght 
attractive designs calculated to stimulate interest in electrical 
ventilation. Ihe cheapness of the method is insisted upon, 
and the illustrations aud letterpress create the correct atinus- 
phere—which is essential in a fan advertisement. Blocks of 
the designs can be obtained at the cost of 7s. 6d. each, or 
d set, from the Association at 15, Savoy Street Strand, 

Holiday Guide.—The Great Eastern Railway Co. has 
issued (price sixpence) a charmingly illustrated (water colours) 
booklet concerning " Seaside and Countryside in East Anglia." 
It is edited by Perey Lindley, and should interest thousands 
who have not yet fixed upon a place for this year's holidays. 

Imported Glassware for Electric Illumination Purposes. 
—One of the reports recently issued by the Board of trade 
under the Safeguarding of Industries Act is that of the Com- 
Inittee appointed under Part H relating to Domestic, Hlununat-4 
ing, and Mounting Glassware. An Order has recently been 
issued by the Government, and it awaits the approval of the 


. House of Commons, in which a duty of 333 per cent. ad valorem 


is imposed upon Imports from Germany of “illuminating glass- 
ware for use with artificia] light, not including electric 
incandescent lamp bulbs, miners’ lamp glasses, or oil-lanip 
chimneys," and the Order is to remain Jn force until August 
Wth, 1924. The report contains the following statement :— 
" Electric bulbs have required special consideration. The 
original complainants do not manufacture bulbs to an extent 
Which has induced them to bring forward any considerable 
body of evidence from their own association. The manufac- 
ture 18 carried on upon a large scale in this country; but tne 
concerns chiefly engaged in it have not laid a complaint before 
the Board of Trade. The import fizures for 1921 show that 
the importation of bulbs on a relatively large scale has not 
taken place from Germany or Czecho-Slovakia; and the evi- 
dence before us does not convince us that the sale, or offer for 
sale, of such goods from these countries has hitherto had a 
serious effect upon employment.”’ 


Chinese Notes.—The Ta Yu Lee Electricity Co., of Hang- 
chow, has resolved to call for increased capital for the purpose 
of providing tramways in the city. Electricity will be gener- 
ated by hydraulic power from the Chien River. Surveys of the 
river are now taking place. 

The Tseng Hwa Electrical Co., а new enterprise promoted 
by Chen Cao-vung, of Tunghsien, in the metropolitan area, 
has been registered. | 

The Kellogg Switchboard & Supply Co. has signed a con- 
tract for the installation of a 1,500-line common battery tele- 
phone system in Amoy, with 1,000 miles of copper cable. 
Submarine cables for ten simultaneous connections will link 
the Island of Amoy with the Foreign Settlement of Kulungsu 
Island. The contract includes poles, cross arms, insulators. 
and all pole line hardware. No part of the old system is to 
be used. The enterprise is sponsored by Mr. Oei Tjoe, a 
wealthy overseas Chinese. . 

The Shan Sing Electric Light Co. in Hupeh has been 
granted registration and a licence by the Ministry of Agricul- 
ture and Commerce. 

An electric light company is to be organised in Mutu 
Kiangsu with a capital of $20,000. 

The Persian Market for Engineering Products.—Britisn 
firms will hardly be inclined to plunge heavily into the Fer- 
sian market after reading the views of Major B. Temple 
(Commercial Secretary to H.M. Legation at Teheran). Nat 
that the country does not need engineering products—indeed 
there is no other civilised country in the world more devoid 
of machinery or more pressingly in need of it. But in every 
way the country 1s so backward, and its poverty and political 
instability are so pronounced, that industrialiin and mna- 
chinerv have little chance at present, though the economic 
potentialities are such that some day when there is a general 
awakening, Persia will become a hungry market for ma- 
chinery, and then, as Major Temple says, foreign. manufac- 
turers who have studied the ground and prepared their plans 
and pressed their opportunities in the difficult times will have 
the best chance. Electrical machinery, plant and accessories, 
internal combustion engines, iron and steel works plant and 
equipment, and railway and tramway plant are included 
among the engineering products most obviously and urgently 
necessary. It is pointed out that what would sell soonest 
would be small power-generating machines (to do the work 
of men who turn handles all day). — Thev must be portable 
and capable of developing from 1 to 4 n.p. on kerosene oil; 
construction must be simple, and the parts must be strong 
and durable. Small plant for generating electricity dor 
lighting purposes, charging accumulators, should be capable 
of being run on kerosene oil, and of maintaining from 30 to 
250 lamps of 20 watts each. The adjustment of the power to 
the load should be automatic. 

A '' Universal’? Award.—The organisers of the Housing 
and Home Life Exhibition, held in Neweastle-on-Tyne at the 
end of 1921, have awarded gold medals for the three hest 
displays. Messrs. L. G. Hawkins & Co., Ltd., inform us 
that one of these was awarded to Electrical Devices, Ltd.. 
their local stockholders. for an exhibition of ‘‘ Universal ” 
appliances and '' Miller " fittings. 


a—— -— __ " 
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British Battery Exhibit at the Malay-Borneo Show.— 
Messrs. Huttenbach Lazarus & Sons, Ltd., were appointed as 
sole agents for '' Sparta " batteries for Fuller’s United Elec- 
tric Works, Ltd., at the end of 1920 for the Straits Settle- 


ments, Malay States, and Southern Siam. Since that date 
they have carried out a very active and successful sales cam- 
paign, and have established well equipped service stations in 
the principal centres. Their stand at the recent Malaya- 
Borneo exhibition 1s here shown. 

Annual Outing.— he usual annual outing of the em- 
plovés of Messrs. Aish & Co., electrical contractors and engi 
neers, of Bournemouth, took place on June 17th, the party 
going for a trip to Weston-super-Mare by motor coach, 
travelling via Shaftesbury, Shepton Mallet, and Cheddar. The 
usual toasts and speeches followed the dinner, and the old 
pier was visited. Swimming races took place in the baths, 
and afterwards the town was explored. The return journey 
was made via Glastonbury, Yeovil, and Blandford. 


. Electricians’ Wages Reduction.—In accordance with 
Clause 5 of the " Terms of Settlement’ adopted by the 
National Council for the Electricity Supply Industry in No- 
vember last, there will be a reduction of a halfpenny per hour 
in employés' wages as from July 1st. This reduction is based 
on an average of 81 per cent. addition to the 1914 cost of 
living, being 9 “ points” lower than the figure upon which 
the last settlement was based. The fall of 6 complete points 
involves a reduction of }d. per hour, and the balance of З 
points is carried over to the next period. 


New Works at Vancouver.—The erection of a large plant, 
covering three acres, for the manufacture of wire rope and 
electrical wire 1з to be undertaken at Vancouver shortly by 
the Canada Wire & Cable Co. Between 300 and 400 men 
will be employed at the start.—Reuter’s Trade Service. 


New French Companies.—There has been launched at 
Lyons (175, Avenue du Saxe) a société anonyme styled Electri- 
cité et Mécanique, with a capital of 300,000 tr., for the applica- 
tion and installation of electrical material. 

An electrical company whose sphere of operations is French 
Africa has been embodied at Bordeaux (42, Avenue d'Orléans), 
with the name of Anciens Etablissements Carpot, and a capital 
of 1,500,000 fr. 

Domestic Appliance Competition.—The Direction des 
Inventions has opened a prize competition for household 
appliances. Seven prizes will be awarded—one, 10,000 fr.; 
two, 3,000 fr.; three, 1,500 fr.; and four, 1,000 fr.; five, six, 
and seven are 500 fr. each. Articles submitted should be for 
cleaning, sweeping, heating, washing, cooking, &c., either Row 
on sale or newly-invented. The competition closes on May Ist, 
1923. Proposals should be forwarded to the Direction des 
Recherches Scientifiques et Industrielles, 1, Avenue du 
Maréchal Gallieni, Bellevue, Seine-et-Oise. | 

Projected Exhibitions.— An Ideal Homes Exhibition is to 
be held in Glasgow in the autumn, and the Corporation Elec- 
tricity Department is to have a stand. 

The Electric Lighting Committee of the Stoke Newington 
Borough Council has decided to hold an electrical exhibitión in 
the Library Hall in October next. 


LIGHTING AND POWER NOTES. 


Australia. — TAsMANIA.—LAUNCESTON.—We have received 
from the city electrical engineer (Mr. R. J. Strike) a copy of 
the report and accounts of his departinent for the year ended 
June 30th, 1921. А total revenue ‘of £51,647 is recorded; the 
previous year’s income was £40,547. Working expenses 
totalled £34,266, as compared with £26,964 in 1919-20, leaving 
a gross profit of £17,981 (£138,883). Of this amount £9,428 was 
absorbed by loan interest; £1,908 was contributed to sinking 
fund; £2,289 was transferred to general account; and £3,756 
to reserve fund. This shows a net profit of £6,045, as com- 
pared with £2,758 in the previous year. The capital expendi- 
ture during the year amounted to £7,317, the principal items 
being a sub-station, battery, foundations, &c., for a new 1,000- 
h.p. set, motors, and meters. The output increased by 369,224 
to 5,582,712 kWh and connections by 751 to 7,596 kW. 


Hxxpno-ELECTRIC DEVELOPMENTS.—According to the Argus, 
an important statement was made recently by the engineer 
and manager of the Tasmanian hydro-electric department 
(M. J. H. Butters). In making public the results of the water- 
power survey of the State, conducted in recent: years, he an- 
nounced that the present great lake scheme, which, on com- 
pletion, would generate 60,000 h.p. at Waddamana, could be 
developed by the addition of 13,000 h.p. from the River Shan- 
non, generated at a point between the river's flow. from the 
lake and its diversion into the canal leading to the Waddamana 
pipe line. In addition, the water which ‚Жеме the’ power 
at Waddamana could be used again to generate an additional 
50,000 h.p., after leaving the power-house and rejoining the 
Ouse River. Further practicable schemes in the central lakes 
area were those of Arthur's Lakes (10,000 h.p.), Chudleigh 
Lakes (25,000 h.p.), the Upper Derwent (80,000 h.p.), : the 
Florentine River (70,000. h.p.), and the Ousdale scheme 
(8,000 h.p.). On the West Coast the Lake Rolleston 
scheme was estimated to yield 25,000 h.p., and the 
King River scheme 65,000 h.p. In the South 20,000 h.p. 
could be derived from the Huron River. Thus, apart 
from 60,000 h.p., provided for by. the existing Wad- 
damana power scheme, an estimated total of more than 
360,000 latent h.p. was readily available for development. 
In announcing the results of the survey, Mr. Butters stated 
that he had had inquiries for 20,000 h.p. of electrical energy.— 
Reuter’s Trade Service (Melbourne). ai 

SvpxEY (N.S.W.).—The Municipal Council has had a re- 
port from the city electrical engineer, setting forth the results 


of his visit to Great Britain and Europe. The conclusions 


arrived at may be shortly summarised as follows :—That it 18 
not desirable in the case of Sydney to go beyond 350 lb. per 
sq. in. pressure in steam boilers. That provided the prices 
quoted are suitable, the Council should consider the installa- 
tion of ** retort " type automatic stokers. For the present, for 
the existing power-house, it is not thought that the method of 
dealing with the’ ashes by the plant already on order with 
Messrs. Babcock & Wilcox could be improved on, but various 
improvements in detail could be made on the plant at present 
on order, and in the case of the plant stil to be 
put on order for the second four new boilers. That, 
while in a few years it may be the most economical 
and in every way the best thing to pulverise coal 
before using it in the furnace of steam boilers, it 
is not so in the case of Sydney yet. By the time it becomes 
necessary to proceed: with the design of a second boiler-house 
at the new power-house, which may be in about three years, 
the use of pulverised coal may have developed and the posi- 
tion may be different. If, however, the Council decided im- 
mediately to acquire a coal property and to establish a power- 
house immediately adjoining the Council's own colliery. then 
the citv electrical engineer would feel obliged to reconsider 
this decision. That it is not advisable to provide full automatic 
differential protection for the whole high-pressure distributing 
system. That under Sydney conditions there is no reason why 
a turbo-alternator should not be put on order to run at 3,000 
r.p.m., rated at from 14,600 to 16,000 kW even with a power 
factor of under .8. 'This size is, in the opinion of the city 
electrical engineer, as high as it 1s desirable to go for the main 
generating units of such a power-house as the City Council 
may proceed to construct. That if the price is not prohibitive 
the ''armour-clad " type of switchgear would be the best 
for the City Council's purpose, if if was decided to establish a 
new power-house. That after inspection and investigation, at . 
the present stage of development, the use of the mercury arc 
rectifier is not advisable in the case of the Council. That it is 
advisable to place in some way the control of the Council's 
electrical undertaking in the hands of a comparatively small 
committee, preferably not numbering more than five, the mem- 
bers of which should be appointed for not less than three 
fears. 

| Conowa.—The Municipal Council is extending its electricity 
undertaking, &e., at a cost of £30,000.—Reuter’s Trade Service 
(Melbourne). 


Bangor.—E.ectricity IN BuLtK.—The North Wales Power 
Co. has agreed to furnish the Corporation with a bulk supply 
of electricity at £6 per kW of maximum demand, with a 
minimum of £2,000 per annum, plus 3d. per unit. This.1s an 
alternative to a flat rate of 11d. per unit originally offered.. 


Bingley.—Yran's Workinc.—The electricity undertaking 
shows a Yeficit of £308 for the past year, as against a deficit of 
£2,531 in the previous year. 


Bury.—Loan.—The Town Council is applying to the Elec- 
tricity Commissioners for sanction to borrow the sum -of 
£2,700 for the laying of a third main between Chamber Hall 
and Rochdale Road power station, and the permanent laying 
of the two existing trunk mains along Tanpits Road. 


Bury St. Edmunds.—Yzran's WorKING.—The accounts of the 
municipal electricity undertaking (engineer: Mr. S. E. Day) 
for the year ended March 31st, 1922, show a- total revenue of 
£12,621, as compared with £12,093 in 1920-21. Working ex- 
penses amounted to £8,168, as against £10,177, leaving a gross 
profit of £4,453 (£1,916). The net result was £1,913, com- 
paring favourably with a deficit of £446 in the previous year. 
Owing to the shrinking of the power load, there was a slight 
decrease in the number of units sold. 
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Price Repuctions.—The Council has approved the following 
reductions in the price of electricity :—Lighting, from 104d. to 
94. per unit. Power, up to 500 units, trom 6d. to 54d. per 


unit; from 500 to 2,500 units, from 44d. to 3id.; 2,500-5,000 
wait from 4d. to 34d. ; from 5,000 to 10,000 units, from 31d. 
to 3d. 


Caine.—E ectricity Suppty.—The Town Council is apply- 
ing for a Special Order for power to generate and supply 
electricity in the district. 


Chile.—Hypro-E.ectric DEVELOPMENTS.—According to The 
Times Trade Supplement, а new company has drawn up plans 
for the utilisation of the power of the Colorado and Maipo 
rivers. A head of 180 metres is available, and it is proposed 
to install three 10,000-h.p. generating sets, another being added 
subsequently. A main canal, 8,000 metres in length, of which 
a quarter will be in tunnel, is to be constructed, and a reservoir 
is to be made in a natural depression 60 metres above the 
forebay. Three-phase current will be generated at 6,600 V 
and 50 cycles. This will be stepped up to 100.000 V for trans- 
mission to Santiago by means of double circuits mounted on 
steel towers. 
comprehensive scheme of hydro-electric power production. It 
is also proposed to erect a 65,000-h.p. station at Puente de 
- Cristo; this will bring the total utilised water power up to 
about 110,000 h.p. 


Continental.—l'RANCE.—4A concession has recently been se- 
cured by the Société Industrie et Force, of Paris, for the 
establishment of a hydro-electric generating station at Char- 
treuse de Vaucluse. ; 

GERMANY.—The Prussian Council of State has exercised its 
constitutional right, by 44 votes to 22, of placing a temporary 
veto on a Government scheme for expending 400,000,000 marks 
on the erection of a State generating station in Hanover, an 
aa orang Bill having already been passed by the Prussian 

let 

BULGARIA. —Steps are being taken by the Government to 
develop the — water-power resources of the country for 
generating. electricity for lighting, traction, and power pur- 
poses, to the extent of 1,000,000 h.p. Dams are to be built 
on the rivers, in the neighbourhood of which generating sta- 
tions will be set up for the distribution of electricity. The 
Government 15 seeking financial aid from private concerns, 
and trusts have been formed, the first of which, the 
" Watscha," is preparing plans for the development of the 
water power of the River Kilschim. This atation will supply 
200 localities with hght and power, and will be followed by 
other large schemes at Koprinka and Gabrovo. The State is 
contributing a portion of the construction costs. 


Dublin.—E.ectricity IN BuLk.—The Corporation has con- 
firmed a report of the Electricity and Public Lighting Com- 
mittee recommending that a supplementary bulk supply of 
electricity be given to the Urban Councils of Rathmines and 
Pembroke, the estimated cost being :—For supply to Rath- 
mines only, £8,400, Rathmines to pay one-half; supply to 
Pembroke only, £1,000; supply to both areas, £8,700, to which 
Rathmines would contribute £3,600. 


Dumfries.— PURCHASE OF UNDERTAKING.—The Committee 
appointed by the Town Council to deal with the question of 
electric lighting has recommended the acceptance of the offer 
of the Dumfries Electricity Co. to sell its undertaking for 
£60,000. The Maxwelltown undertaking may also be acquired 
at & price of £8,000. 


Edinburgh.—TuHr LIGHTING or Princes SrnEET.—Reports 
setting out the respective merits of high-pressure gas and 
electric lighting have been presented to the City Council by 
Messrs. Gracey & Beveridge. Mr. Beveridge states that 
electric lighting has all the advantages of the gas system 
without its drawhacks, and the cost ‘of maintenance is less, 
The Lighting Committee has decided to carry out tests before 
making a decision on the subject. 


Hawarden.—Etrctrricity Scprty.—The Rural District 
Council has applied to the Electricity Commissioners for a 
Special Order enabling it to distribute electricity in the Con- 
nah's Quay area. The application is being opposed by the 
Chester Corporation, which has applied for a Special Order 
to distribute electricity within a radius of five miles of Chester. 


India.—THE CauvERY Powrr ScHEFME.—The Cauvery power 
kcheme, which was initiated in 1900, is now one of the best 
assets of the Mysore State, and has given support and em- 
plovment to the biggest enterprises in Mysore, the Kolar gold- 
fields, and has also in various ways encouraged the develop- 
ment of industrial activities in Bangalore and Mysore cities. 
Up to 1920-21 the scheme had cost a total sum of about 
Ев. 152 lacs, and had vielded a net revenne of about Rs. 156 
lacs. Besides adding 13,000 h.p. to the total output, the sixth 
installation. provides for the remodelling of the whole system 
and replacing old and obsclete machinery by machinery of an 
efficient and up-to-date pattern. The work also includes the 
removal of the transformer station from its present site and 
involves construction work requiring considerable engineering 


skill. The first installation was completed as far back as 
1902. Nine hundred cusecs will be maintained during the hot 


weather bv reguiatiug the discharge from the Krishnaraja 
Sapara, and this amount of water, with the highly-efficient 


This work is merely the nucleus of a much more | 


is growing 


turbines now being installed, will generate a total of 32,00) h.p. 
It is estimated that, with the erection of a generating station 
at Krishnaraja Sagara, another 4.000 h.p. will be available, 
making an aggregate of 36,000 h.p.—4ndian Engincering. 


Keith (Aberdeenshire).—EurcrriciTY | SuPPLY.—The Town 
Council Electricity Committee is negotiating with Edmund. 
son's Electricity Corporation with a view to applying tor a 
Special Order for the formation of a local company to supply 
electricity. 


London.—Sr. Pancras.—The Electricity and Public Lighting 
Committee recommends the installation of two l,04-kW 
motor converters at the Tavistock Place sub-staticn to meet 
the demand for new premises being erected by Messrs. E. 
Hulton & Co., Ltd. Four l.p. feeder mains, costing &15 00), 
will also be required. The estimated demand of the company 
for the first year is 800,000 kWh. It is proposed that an 
agreement be entered into whereby Messrs. Hulton will 
indemnify the Council against loss should the proposed new 
premises not be proceeded with. The contract for the motor 
converters, it 1a recommended, should be awarded to Messrs, 
Bruce Peebles & Co., Ltd. 

HAMMERSMITH.—Owing to the satisfactory financial posi- 
tion of the electricity undertaking, the Electricity Committee 
has been able to recommend further reductions in charges to 
take effect as from the June meter readings. The prie of 
electricity for lighting will be reduced to 6d. per unit (7d. by 
prepayment meter). A special scale of discounts 1s suggested 
for power consumers and consumers taking combined power 
and lighting supplies for a minimum period of five vears. 
The flat rate is 13d. per unit, and the discounts commence alter 
the consumption of 2,000 units, ranging from 5 per cent. on 
supplies of from 2,000 to 4,000 to 20 per cent. on a consumption 
of more than 30,000 units. To power consuluers at special 
rates and for public lighting supplies the surcharge of 10 per 
cent. fixed in June, 1920, will be reduced to 50 per cent. 

The Council has received the sanction of the Electricty 
Conunissioners to the borrowing of £17,735 in connection 
with the supply of electricity to the Wertmholt housing ек 
tate; and £16,594 for mains, services, transformers, aud 
meters. 

The Electricity Committee recommends the following ex 
tensions : —E.h.p. main to Wood Lane, £3,008; diverting 
main, vid Olympia, £4,826; sub-station, switchgear, and 
transformers, £5,293; total, £13,197. 

WESTMINSTER. —The Westminster Electric Supply Соч 
tion, Ltd., is reducing its charges for electricity for lighting 
by Jd. per unit, and for heating and cooking purposes to lid. 
per unit from the Midsummer quarter's meter readings. 

BARKING SCHEME SANCTIONED.—Captain A. E. Martin, МР. 
for the Romford Division, has received a letter from М: 
Arthur Neal, Parliamentary Secretary of the Ministry of 
Transport, stating that the formal consent of the Electricity 
Commissioners to the establishment by the County of Londor 
Electric Supply Co. of a generating station at Barking, de 
signed to contain 100.000 kW of generating plant, and таг 
transmission lines has been handed to the company. The site 
eelected is on the bank of the Thames. When introducin: 
their scheme the promoters intimated that they proposed to 
spend over two millions sterling in the first two years on the 
station, and approximately a million on = cables.—Finanew' 
Times. 


New Zealand.—L4kE COLERIDGE ScHEME.—The demand ter 
electric energy from the Lake Coleridge hydro-electric sehen 
to such an extent that it is anticipated that the 
present arrangements to generate up to 12,000 KW will ni! 
satisfy requirements for any lengthy period. The Government 
is therefore planning to duplicate the pipe line and the 
generating machinery, bringing the latter up to 24,000 kKW.— 
Reuter'a Trade Service (Melbourne). 


Northwood.—ExTENsioN or Suppety.—The Northwood Ele 
tric Light and Power Co. Ltd., is extending its distribütir: 
mains in the North wood, Ruislip, and Eastcote districts. 


Portsmouth.—Price REpvcrioN.—The Corporation is гей 
ing the charge for electricity for lighting by 4d. per unit. 


Radcliffe.—EircrgüiciTY 1х BUtLk.—Tt has been decided th 
from the date of the termination of its agreement with the 
Bury Corporation at the end of the present year, the Coun? 
shall obtain a bulk supply of electricity from the Lancashir 
Electric Power Co. 


Rugby.—Price REbUCTION.—The Urban Council has redu zi 
the charge for electricity for lighting by 4d. per unit. 


Southend- on-Sea.— ELECTRICITY ScuEME.—The Light Bar 
ways and Electric Lighting Committee has recomme "ийе! the 
adoption of a scheme submitted by the consulting engimeer 
Mr. C. H. Wordingham. C.B.E.. for the generation of ei 
tricity by means of turbo-alternators, and the establishment 
of a generating station оп a site outside the borough. T^ 
estimated cost of the scheme is £409,000. The borough el- 
trical engineer, however, recommends the continuance of s 
present works and the installation of additional Diesel раш. 
at an estimated cost of £240.000. 

Loaxs.—The Town Council has applied for loans cf £3." 
for feeders and distributors, and £30.000 for house services. 
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Southport.—Niw Рахт. Тһе Electricity Committee has 
been considering the tenders for the new plant required for 
the Crowlands electricity works which was recently sanctioned 
by the Council. In the special report issued by the electrical 
engineer it is stated that £4,650 is required for mechanical 
stokers and water-softening plant: £18,500 for one 1.500-kW, 
three-phase turbo-alternator, complete with auxiliaries; and 
£5,000 for a water-cooling tower; total, £31,150: and, in 
addition, he recommends the expenditure of £38,730 for 
mains, services, and meters, making the total prospective 
addition to capital expenditure £70,000. 


Whitehaven.—Loan SawNcrioNED.—The Electricity Commis- 


sioners have sanctioned the borrowing of £6,300 for mains and. 


services. 


Yarmouth.—PraicE. Repoction.—The Town Council is re- 
ducing the charge for electricity for lighting from 10d. to 9d. 
per unit. 


TRAMWAY AND RAILWAY NOTES. 


_Australia.—Tasvania.—Latxcestoxn.—The accounts of the 
city tramway undertaking for the year ended June 30th, 1921, 
show a total revenue of £12,591, as compared with £30,822 
in 1919-90. Working expenses amounted to £36,510, as against 
£27,684, leaving a gross profit of £06,081. (£3,195). Against 
this were charged the previous year's debit balance of £3,136; 
loan interest, £5,365; and £1,172 contribution to sinking fund; 
resulting in a net deficit of £3,642. The year's capital expen- 
diture was £12,405, the principal item being permanent way 
and equipment for the Mowbray duplication. The total num- 
ber of passengers carried was 4,425,330, an increase of 822,578; 
the number of car mules run increased to 461,522. 


Continental.—SwiTzERI AND.— The Federal Council has de- 
cided to fix the amount of the second loan for the electrification 
ot the railways at 150,000,000 fr., although the first intention 
was to take up 200,000,000 fr. The cause of the reduction of 
the amount of the loan, which was issued at 44 per cent., is 
to be found in the expectation that the rate of interest in 
Switzerland will be further reduced.—Reuter’s Trade Service 
(Zurich). 


Dewsbury.—ExrENsioN. or 'TrMe.—The Town Council has 
applied to the Ministry of Transport for an extension of two 
years for carrying out the work authorised by the Tramway 
Order, 1911. 


Glasgow.—Yerar's WonkiNG.—The Tramways Committee 
has published an abstract of the Tramway Department's 
accounts for the year ended May 3156 last. The receipts 
amounted to £2,350,753, as compared with £2,388,444 in the 
previous year. Working expenses also decreased from 
£1,937,045 to £1,804,652. The gross profit was thus £546,101, 
as against £455,159. To this was added £3,541, interest on 
investments, leaving £549,642 to meet capital charges, &c. 
These amounted to £346,913, as against £364,633, resulting 
in a net profit of £152,724 (£105,796). From this profit the 
balance of the 1919-20 deficit was deducted, giving a final 
figure of £149,988. 

ELECTRICITY CHARGES FOR VEHICLES.—The Electricity Sub- 
Committee has recommended that the rate for electrical energv 
used for charging vehicles be fixed at 14d. per unit and that 
a rebate of 4d. per unit be made to proprietors of public garages 
who undertake to chasve electric vehicles and to provide the 
necessary converting plant therefor. 


London. — L.C.C. Tramways. — Yran'Ss Моккіхс. — The 
accounts of the Council's tramway undertaking for the year 
ended March 3lst, 1922, were presented at the meeting of 
the L.C.C. on June 27th. The total income was £5,160,320, 
as compared with £4,904,427 in 1920-21. Working expenses 
amounted to 1,356,391, as against £4,623,654, leaving a 
surplus on working of £773,429, a considerable increase upon 
the previous year's gross profit, of £280,773. Against this sur- 
plus was charged a proportion of the renewal costs amounting 
to £202,848 (£215,639), leaving a balance of £570,551 (£65,134) 
to meet capital charges, &c. "These totalled £758,601, and 
there was an additional credit of 599.623, making the net 
result a deficiency of £58,757—the estimated deficit was £7.417. 
The result was nevertheless extremely satisfactory when it is 
remembered that the loss in 1920-21 was 590.580. There was 
a slight reduction in the number of passengers carried. the 
fizures for the two years being 659.452.036 and 685,151,316 
respectively. The average passenger receipts per car mile rose 
from 19.94. to 20.394. The track mileage was increased by 
12.26 to 155.83. 

ESTIMATES FOR 1922-23.— Estiinates for the current year were 
submitted at the same meeting. Increased revenue and expen- 
diture are anticipated, but the net result is expected to be a 
profit of £38,337. 

FIRE AT METROPOLITAN SUB-STATION.—A serious fire occurred 
at the Moor Lane sub-atation of the Metropolitan Railway 
on June 94th. The cause is thought to have been an over- 
loaded train which threw out a circuit-breaker at the station. 
Immediately the circuit-breaker was replaced a shower ot 


sparks came from one of the machines, igniting the contents of 
а number of "oil tanks." As а result of the occurrence а 
number of lines were put out of action. 


Walsall.—Yr4n's WonRING.—The accounts of the municipal 
tramway undertaking (general manager: Mr. C. Burgess) 
for the year ended March 3186, 1922, show a total traffic revenue 
of £54,471 and sundry revenue of £1,044—a total of £55,515, 
as against £95,056 in the previous year. Working expenses 
amounted to £68,195, as compared with £53,802, leaving a 
gross profit of £17,320 (£14,254). After crediting rent, 
interest, &c., and deducting capital charges, the net result was 
a profit of £3,987, as against £3,107 in 1920-21. The number 
of car miles run was 799,598, and the number of passengers 
carried 9,155,200, giving an average tradtic revenue per car 
mile of 25.8454. 

Warrington.—Yran's WonkING.—There was a profit of £173 
on the working of the tramway undertaking during the 
past year. 

Weston:super-Mare.—ExTENsioN OF Time.—The Weston- 
super-Mare & District Electric Supply Co., Ltd., has applied 
to the Ministry of Transport for an extension of time until 
August, 1924, for the completion of the tramways authorised 
by the Order of 1900. 


TELEGRAPH AND TELEPHONE NOTES. 


Barbados.— WESTERN Union Саве. Ге Brazilian Govern- 
ment has granted the Western Union Telegraph Co. authority 
to construct its Miami-Barbados cable.—Financial Times. 

Indo-China.—Nrw Wiretess Statiox.—The Compagnie 
Générale de Télégraphie sans Fil is building a big wireless 
station at Phuto, near Saigon. The station will be started 
in September. It will communicate directly with the stations 
at Sainte Assise and = Tananarise. The energy needed 
will be drawn from the Energie Electrique de l'Indo-Chine, 
which company is now building near Saigon a generating 
station of 3,000-kW capacity. 

Scilly Islands.—Cowmirnication | ResronEp.— Felegraphie 
communication with the Scilly Islands bas been restored, 
messages being transmitted by wireless from Land's End, 
says The Times. 

The Telephone Service.—Repicey CHARGES.— The reduc- 
tions in telephone charges which the Postmaster-General 
announced in the House of Commons some time ago will take 
effect from the beginning of the next quarter on July Ist. 
Consequently, in the accounts sent out to subscribers in 
July, the installation rental, which is payable in advance, 
will be charged for private houses at the reduced rates, and 
the local and trunk call fees, which are payable in arrear, 
will be charged at the present rates. The new charges tor 
local and trunk calls will appear for the first time in the 
accounts sent out in October. 

Wireless Telegraphy.—SrRvicr. TO SraiN.—We understand 
that considerable acceleration of the commercial wireless ser- 
vice between England and Spain has been secured by the 
recent transfer of this service from the Poldhu station to a 
new Marconi station at Ongar. Under the new conditions 
messages to Spain marked “ via Marconi," instead of being 
relayed by long land line circuits to Cornwall, are trans- 
mitted direct bv distant control from Radio House. Wilson 
Street, E.C., to the receiving station in Spain. Three Conti- 
nental wireless services are now being conducted simul- 
taneously from the Ongar Marconi station. 

Poldhu, in Cornwall, probably the most famous wireless , 
«tation in the world, has sent its last message." M.B.D.," its 
famous call letters, are now replaced by © MELT. the call 
letters of Clifden. The Trish station of the Marcont Co. has 
taken up the former station’s duty. The future of the Poldhu 
station is not vet certain; it will probably be used for research 
work.—Daily Mail. | 

“ DixaixG-uP " Devick.—An interesting method of calling: up 
any particular station by Wireless—the equivalent of ringing 
up a telephone subscriber—has been invented by a French 
engineer, M. L. Chauveau. The receiving station is fitted 
with a number of magnetic relays. half of them correspond- 
ing to dot and half to dash calls, and a time relay. A number 
of signals are sent by a mechanical device at the transmitting 
station. arranged in such sequence and at such intervals that 
they operate the relays, the last of which sets 1n motion the 
‘ringing up " device.—Dat!y Mail. 

West Indies.— WinrLEss  TrELEPHONY.— The West India 
Committee announces that a svstem of wireless telephony 
has been successfully established in the British West Indies. 
The group enjoving it is the Turks and Caicos Islands, Grand 
Turk being now connected up with South Caicos and Salt 
Cay, distant twelve and eight miles respectively. By wire- 
leas telephone the Commissioner is now able to converse with 
officials in the neighbouring islands. The system can also 
be used for wireless telegraphy, and has already proved of 
great value in enabling the people of Grand Turk to know 
when steamers are approaching or are leaving Santo Domingo 
for their shores.—The Times. 
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CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph 
indicates the issue of the ELECTRICAL REVIEW in which the 
© Official Notice ’’ appeared.) 


OPEN. 


Australia.—WaraTaH (N.S.W.).—July 31st. Commonwealth 
Steel Products Co., Ltd. One 300-kW rotary converter, com- 
plete with transformer, switchgear, instruments, &c. The 
manager. 

MELBOURNE.—July llth. Postmaster-General's Department. 
Telegraph and telephone instruments and parts, silk and cotton 
insulated switchboard cable, rubber insulated tinned copper 
wire. (Sched. 25. August 15th. Tinned copper wire. 
(Sched. 31.) July 4th. C.B., automatic C.B., and magneto 


telephones, wall and table patterns. (Sched. 34.) August 
nd. Silk and cotton-covered switchboard cable. (Sched. 


85.) July 25th. Paper insulated cable and lead-covered sub- 
marine telegraph and telephone cable. (Sched. 42.) October 
lith. Automatic C.B. telephone equipment, with all asso- 
ciated equipment, including apparatus for use at subscribers’ 


premises.  (Scheds. 39 and 40.) August 9th. Protective 
apparatus. (Sched. 563.) (June 28rd.) 


August Ist. Melbourne and Metropolitan Board of Works. 
Two (12 million gallons per day) electrical centrifugal pump- 
ing plants. Secretary to the Board, 110, Spencer Street, Mel- 
bourne. 

September 1st. 
of-flow controller. (Spec. 268.) 

September 16th. Victorian Electricity Commissioners. 
Strain and pin-type insulators. (Spec. 261.) (See this issue.) 


Azores.—PoNT4A DeLtGapa—July 3rd. Municipal Council. 
Hydro-electric plant, comprising steel pipe line, &c. (See this 
column in Erec. Rev., June 23rd.) 

Belgium.—July 4th. The municipal authorities of 
Schaerbeek, near Brussels. 5,000 metres of low-pressure 
armoured cable, 2 x 10 sq. mm., and 6,000 metres ditto, З x 15 
and 10 sq. mm. 

July 5th. The Belgian Administration des Télégraphes et 
Téléphones, at La Salle Madeleine, Brussels. Six lots of 
copper wire totalling 156 tons. 7 

July 5th. Belgian Direction Générale du Ministère de la 
Defense Nationale, 10, Rue de Méridien, Brussels. 1,230 kilo- 
metres of cable for the military telegraph department. 

July l4th. la Deputation Permanente de la Province de 
Limbourg at Hasselt. Equipment of a transformer cabin at 
Overpelt. Le Bureau du Service Provincial d'Electricité, 97, 
Avenue Bamps, Hasselt. | 

July 29th. Municipal authorities of Houdeng-Goegnies, 
Houdeng-Aimeries and Strepy-Bracquegnies (Province of 
Hainaut). For the concession for the supply of electricity for 
public and private lighting and power purposes in the three 
towns. Hotel Communal de Houdeng-Goegnies. 


Cheadle and Gatley.—July 10th. Urban District Coun- 
cil. A.c. meters and maximum demand indicators. (June 
2àrd.) 

Connah's Quay.—]uly 14th. U.D.C.  Sub-station equip- 
ment, overhead and underground mains, public lighting and 
consumers’ services. (June 23rd.) 


Egvpt.—Catro.—August nd. Egyptian State Railways. 
Supply of desk and wall telephones. Specification from the 
Stores Departinent, Saptia (Cairo), or Gabbary (Alexandria). 
Simultaneous offers will be received at the office of the Admin- 
istration’s Inspecting Engineer in London, Major J. S. Lid- 
dell, C.M.G., D.S.O. 


Gellygaer.—]uly 4th. Urban District Council. Trans- 
former plant, e.h.p. and l.p. switchgear, steel poles, h.d. 
copper wire, cable and boxes, &c., for the Ystrad Hengoed 
scheme. (June 23rd.) 


Gravesend.—July 17th. Electricity Department. One 
9,000-kW — turbo-generator, condensing plant, switchgear, 
mains, artesian well, automatic stokers. (June 23rd.) 


Iford.—July 10th. Electricity Department. Mechanical 
stokers for two marine dryback boilers. (June 16th.) 


India.—July 14th. Bombay, Baroda, and Central India 
Railway Co. Metallic-filament lamps. (June rd.) 

July 14th. High Commissioner’s Department. Submarine 
cable, v.i.r. insulated and Јеаа-ѕһеаіһеа cable, and braided 
wire. (June 23rd.) 

July 2lst. Automatic telephone sets. desk and wall cords 
for switchboards, &c., cells for accumulators. (See this issue.) 


Kirkcaldy.—July 10th. Electricity Works. Converting 
plant, specification Хо. 9. (June 16th.) 


London.—L.C.C. July 15th. Wiring of the buildings, 
inotors, telephones, and supply and fixing of overhead elec- 
trical conductors and main cables, ewitchboards, &c., at the 
Eleventh. Mental Hospital, Epsom. (June 9th.) 

July 24th. Н.р. switchgear for the Central Repair Depot, 
Charlton. (See this issue.) - 

Н.М. Orrice or Works.—July 4th. 
mechanical engineering labour-in--daywork 
(June 16th.) 


Victorian Electricity Commissioners. Rate- 


Electrical and/or 
in Manchester. 


` Dartford; 


METROPOLITAN ASYLUMS Boarp.—July 19th. Installation of 
the internal automatic telephones at the River Hospital, near 
installation of electric lighting in ward blocks, 
boiler-house, &c., at the Grove Fever Hospital, Tooting, ќе. 
(See this issue.) mE . 

Luxemburg.—July 8th. The municipal authorities of 
Bertrix (Luxemburg). Establishment of a system of low- 
pressure electricity distribution in the town, together with 
the necessary transformer posts. 


Navan.—July 12th. Electricity Department. О.с, main 
switchboard, d.c. generators, overhead mains, &c. (June Brå.) 


New Zealand.—July 10th. Southland = Electric Power 
Board. Transformers, bare copper cable and jointing sleeves, 
lightning arresters and choke coils, pole type switches, pole 
type fuses, Insulators. (June Brd.) 

Nottingham.—]ulv 3rd. Board of Guardians. Installa- 
tion of an electric clock at the Bagthorpe Institution and ın- 
finnary. (June 16th.) 

Prague.—]ulv 12th. For the Seestadtl generating sta. 
tion. Two 15,000-EW  turbo-generators, with switchgear 
equipment; two 110-kVA transformers; two 24-KVA and ое 
100-kVA transformers, with switchgear; a 22-km. 300 mm. 
pipe-line from Smichor to Eger; also eight boilers with feed- 
water accessories. Particulars (100 Czech kronen) from 
Ministry of Public Works, Prague, or Zentral Elektricituy 
werke, Smichor, Preslgasse 6. 

Salford.—]uly 3rd. Electricity Department. — E.h.p. and 
lp- switehgear and transformers for the Аресгоѓ power 
station. (June 16.) 

South Africa.—Rosertson.—August 14th. Town Counei! 
Two 75-kW steam sets and accessories; one 3U0-Ah battery: 
material for distribution, &e.* 

July 14th. Rand Water Board. 
boxes, &c.* 

Swindon.—]uly 3rd. Electricity Department. One 
water-tube boiler, with superheater, chain grate mechanical 
stoker and pipework. (See this issue.) 


Torquay.—July 12th. Electricity Department. Опе 
3,000-kW turbo-alternator and condensing plant. (June Жи! 


Wimbledon.—]ulv 10th. Electricity undertaking. Гош 
1,000-kVA, 10,000/2,000-V transformers (June 23rd.) 


“A copy of the plan, specifications, and conditions of tender. 
&c.. can be inspected at the Department of Overseas Trade 
(Room 84), 35, Old Queen Street, S.W.1. 


CLOSED. 


Aberdeen.—Finance Committee. Recommended:— 
Electrice lighting of Fish Market (£297).—]ohn Blaikie & Sons, Ltd. 


Douglas (Isle of Man).—Corporation." .Accepted:— 
Station. plant (15,883). —Кимоп & Hornsby, Ltd. 

Cables (exclusive of laying) (£8,237).—5Sicmens. Bros. & Co., Ltd. 
Main switchboard (£1,367).—Kartret. Engineering Co. 

Storage battery (€2,689).—Premier Accumulator Co. 


Dundalk.—Urban District Council Electricity Depan- 
ment. Tenders accepted :— 

500-Ь.Һ.р. heavy oil engine.—Vickers-Petters, Ltd. 

100-kW motor generator.—General Electric Co., Ltd. 

Switchboard extensions.—-Gencral Electric Co., Ltd. 

Balancer.—Metropolitan-Vickers Co., Ltd. 

Storage battery (900-volt).—Sicbe, Gorman & Co., Ltd. 


Glasgow.—Sub-committee on Works. Recommended :— 

‘Two 100-KVA transformers for the Craigton and Mosspark хов 
(£201 cach).- Metropolitan-Vickers Electrical Co. Ltd. | 

One 25-ton crane for the Alexandra Parade sub-station (ELOU; o 27 
ton сапе for the Bridgeton sub-statiun (£907); one lòto «ran 


the latter (£773).—Herbert Morris, 1.14. 


Government Contracts.—The following Government con- 
tracts were placed during May, 1922:— 
| ADMIRALTY Contract & PURCHASE DEPARTMENT. 

Charging boards for accumulators.—General Electric Co., Ltd. 

Boxes and dry cells.—Ever Ready Co. (Great Britain), Ltd. 

Accumulator cells.—Fuller’s United Electric Works, Ltd. 

Ausiliary dynamos.—Laurence, Scott & Co., Ltd. 

Electric light and power installation. —W. H. Heath & Co. 

Electric. supply cables and external ciectric Lighting installation. Ко, 
Milne & Со, 

Klectrodes,—Quasi-Are Co., Ltd.; Alley Welding Processes, Ltd. 

Electric fuses.—L. Weekes, Ltd. 

Electric motors.—General Electric Co., Ltd. 

Contactor panels.—Whipp & Bourne, 1.74. 

Elements for sadiators.--Credenda Conduits, Ltd. 

Switchgear, transformers. &c.—Johnson & Phillips, Ltd. 

Fittings for telemotor system.—McTagyart, Scott & Со. 

Double and single cotton- and double silk-covered copper wire. -Kent Br > 
Electric Wire Co.; E. H. Phillips; London Electric Wire Co. air 
Smiths, Ltd.; Ward & Goldstone, Ltd. 


Wak OFFICE. 
Electhic lamps.—Cryselco, Ltd.; General Electric Co., Ltd. 


Ав MINISTRY. 
Electrical accessories (running contract).—Sun 
General Electric Co., Ltd. 
Motor generators.—W. Mackie & Co. 
Post OFFIvE. 
Telephone apparatus.—British L. M. Ericsson Manufacturing Co, Pri: 
General Electric Co., Ltd. (Peel-Conner Telephone Works; lav 
national Electric Co., Ltd.; Siemens Bros. & Co, Ltd., Wever 
Electric Co., Ltd. 

Testing protective apparatus.—Pharnix Telephone & Electric Works, Lt? 
Telegraph and telephone cable.—Enficld Ediswan Cable Works, Lw.. 
Hackbridge Cable Co., Ltd.; Pirelli-General Cable Works, Ltd 
Joint box castinus.--United Steel Co., Ltd. (T. Butlin & Co, Branch! 

Willesden Foundry, Ltd. j 
Cords for telephones.—Macimtesh Cable Co.,. Ltd. 


Electric cables, junction 


Electrical Co, Lt. 
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Pipe & Firebrick Co., Ltd.; Middleton 


MEC Ou Sanitary 
Qates & Green, Ltd.; Oates (Thornton), 


Estate & Colliery Co., Ltd.; 
Ltd.; J. Place & Sons, Ltd. 
Distribution cable plugs.— British 
Siemens Bros. & Co., Ltd. 
Lead sleeves.—G. Farmiloe & Son, l.td. 
Creosoted wood troughing.—Calder & McDougall, Ltd.; 
and English, Ltd. 

G. ]. strand wire.—Rvlands Bros, & Co., Ltd. 
Manufacture, supply, drawing-in, and jointing 
ton: Pirelli-General Cable Works, Ltd. 

British Insulated & Helsby Cables, Ltd. 
Telephone exchange equipment.—Liverpool (Lark Lane): Automatic Tele. 
phone Manufacturing Co., Ltd.; sub-contractors for batteries, Pritchett 
and Gold and E. P. S. Co., Ltd.; for charging set, Crompton and 
Co., Ltd. Waterloo (Liverpool): Peel-Conner Telephone Works, Ltd.; 
subcontractors for batteries, D. P. Battery Co., Ltd.; for charging 
set, Crompton & Co., Ltd. Nottingham: Western. Electric Co., Ltd. 


Insulated & Helsby Cables, Ltd.; 
Gabriel, Wade 


cable.—Coventry-Leaming:- 
Preston-Blackburn-Burnley : 


Н.М. Orrick oF WORKS. 


Engineering services.— Leeds (electrical labour): T. Clarke & Co.. Ltd. 
Newcastle-on-Tvne  (electriagl and mechanical labour): The Brightside 
Foundry & Engineering Co., Ltd.; Southampton (electrical and 
mechanical labour): Southampton Guild. Windsor (electrical and 
mechanical Jabour): Alpha Manufacturing Co. 

CROWN AGENTS FOR THE COLONIES. 

Electric overhead travelling crane.—Herber:t Morris, Ltd. 

Underground telephone cable.—Johnson & Phillips, Ltd. 

Generating plant.—English Electrice Co., Ltd. 

Track circuiting material—-Pyer & Co., Ltd. 

Telephone materinl—Western Electric Co., Ltd. 

Telephone switchboards.-——British L. M. Ericsson. Manufacturing Co., Ltd. 

Induced. draught plant.—Davidson & Co., Ltd. 


Leyton.—Urban District Council. The Council is recom- 
mended to authorise the sealing of contracts with Mr. 
Bertram Thomas for a l.p. switchboard; and with the Union 
Cable Co., Ltd., for distributor cables. 


London.—L.C.C. Highways Committee. 
Ash conveyor and ash hopper for Greenwich power station :— 
Ash hopper. Ash conveyor. 


Yorkshire Hennebique Contracting Co., Ltd. £ £ 
üncomplete) e "T 4 dus “ej 1,434 7N3 
R. Dempster & Sons, Ltd. 2 ыз 1,989 3.285 
Gordon Harvey Co. ihe Bus Yos a . 2.065 3,390 
tNew Conveyor Co., Ltd. ju “© ox 2,089 3,847 
Mansfield Engineering Co., Ltd. "m 2,096 5.323 
tBabcock & Wilcox, Ltd. s 2365 5.019 
+E. Bennie & Co., Ltd. (accepted) | M 2,409 2,875 
Peirson & Co. T Р “ss 2,460 -— 
Robson Engineering Con, "n Ltd. T eu 2.077 4,614 
t+Underfeed Stoker Co., Ltd. ee р s 2.978 4,4652 
Paterson. Hughes Enginecring Co., Ltd. ... 2.8030 6,614 
G. Robson & Co. du ga m sls 2,970 3,643 
Ransome Machinery Co. (1920), Ltd. zit 3,095 — 
J. Garrett & Son ... "- К ds ks 3.27 — 


+ These firms also submitted alternative tenders. 


Sr. Paxcras.—Electricity Comunittee. 


Glazing roof of h.p. switchroom at Repent’s Park station (£205).—W. H. 
Hayward & Co. 

Two motor-generator balancers or converters for the Tavistock Place sub- 
station :— 

General Electric Co., 114. ... 8,530 for motor generator balancers 

or motor converters, 


Newton Bros. (Derbv) ... vus 9.760 ditto 


Crompton & Co., Ltd. ... e. 10.454 ditto 
Bruce Peebles & Co., Ltd. 

(recommended) .. 10,800 Motor converters 
Bruce Peebles & Co., Ltd. 14.250 Motor generator. balancers 
English Electric Co., Ltd. 10,900 ditto 
Brush Electrical киле 

Co., Ltd. . 11,760 ditto 
British. Thomson- Houston Cos T 

Ltd. : a pe 11.915 ditto 
Mather & РІ: itt, Ltd... | RIM ditto 
Electric Construction Co., Ltd. 12,350 diito 
Metropolitan-Vickers — Electrical 

Co., Ltd. 16,408 ditto 


The Chief icra ко reports that the sub-cornmit- 
tee appointed, consisting. of the chamman, the deputy-chair- 
man, and himself, after due consideration, has selected. the 
tender of Messrs. Bruce Peebles & Co., Ltd., for the supply 
of motor converters at £10,800, as, although not the lowest, 
it has heen ascertained to provide advantages as to space, 
interchange of parts, &c. 

HackwNEY.—Electricity Committee. Recommended :— 


Chemical treatment of condensing water, manometer type, chloronome 

£270 (less £20 for the hire of a temporary plant).—Patersun Enyineer- 
i . ing Co., Ltd. ‚_. А 

FTAMMERSMITH.—Electricity Committee. Recommended :— 

Construction of boiler-house in connection with the installation of two 
new ‘Stirling "' boilers (£2.021)..—W. Alban Richards & Co. 

Feed-water heater (£1,550)—Clay Cross Co., Ltd. 

New Zealand.—Wellington City Council. Accepted:— 

Supply of electrical material at the new power-house. (£32,490). — Metro- 
politan-Vickers Electrical Co., Ltd.—Reuter's Trade Service (Welling- 
ton). 


Rugby.—Urban Council. Accepted:— 
1.050 vards of lp. three-core cable. —Henley’s Telegraph Works Cou., Ltd. 
Three transformers.— British Thotnson-Houston Co., Ltd. 


FORTHCOMING EVENTS. 


Royal Institution of Great Britain.—Monday, July 3rd. At Albemarle Street, 
W. At 5 p.m. General meeting. 

institute of Physics.—Tuesday, July 4th At the Institution of Electrical 
Engineers, Victoria Embankment, W.C. At 5.30 p.m. Lecture on 
** Physics in Industry.” No. 2.—‘* The Physicist in Engineering Practice,” 
by Sir J. Alfred Ewing, K.C.B., F.R.S. 

Electrical Power Engineers’ Association (Derby and District Section).— 
Saturday. July 8th. At the Queen's Hotel, Bridge Street, Burton-on-Trent. 
At 5 p.m. Lecture on “ Economy in Mains Laying,” by Mr. T. A. С. 
Margary. 


THE “ELECTRICAL REVIEW" SERVICE 


DEPARTMENT. 


To enable us to complete replies to queries received this 
week, we need the names of suppliers or manufacturers of :— 
Geoffrey fuses. 
Calido irons. 
Brierley crystal glass shades. 
The present address of Messrs. R. Wolff, engineers, for- 
merly of Laurence Pountney Hull. 


NOTES. 


London Theatre Regulations.—The Theatres and Music 
Halls Committee of the London County Council has revised 
the regulations governing the construction of places of amuse- 
ment. ‘The lighting and heating of such buildings are the 
subjects of special supplementary regulations. Rules are 
made ensuring that engine and boiler rooms are separated 
by fire-resisting material from the main building. Motor- 
generators, vacuum-cleaning, and other electrical apparatus 
must be kept in enclosures constructed of fire-proof. material, 
and ventilated to the outer air. Lift shafts are to be em- 
tirely enclosed with fire-resisting material, and the motor 
is to be placed in an accessible position at the head of the 
shaft. No fire-place must be formed, and no systein of heat- 
ing which involves the use of a naked flaine may be ın- 
stalled, in any portion of the auditorium or stage. 


British Standard Specification.—The British Engineering 
Standards Association has published Specification No. 138- 
1922, which lavs down rules regarding the materials and con- 
structional strength of chemical fire extinguishers. It 14 
specified that extinguishers purported to be made in accord- 
ance with the sjecification must. 4Svithstand an internal 
hydraulic pressure of 300 lb. per sq. in., but the pressure 
generated under working conditions must not exceed 100 Ib. 
per sq. in. Copies of this Specification can be obtained from 
the Association at 28, Victoria Street, S.W.1., price 1s. net. 


National Association of Supervising Electricians.—A 
succes:ful smoking concert was held at St. Bride’s Institute 
on June 13th. Major Vincent T. Smith, M.C.. M.I.E.E., 
occupied the chair, and announced that owing to 1 
health. he found it necessary to resign his position as Presi- 
dent: he could not take an active part jn affairs and he did 
not wish to become a '' sleeping partner." Mr. W. E. High- 
field, M.I.E.E., had consented to succeed him as President, 
and he (Major Smith) was convinced that the Association 
could not have a better man for the position. In concluding 
his speech he thanked several gentlemen for their assistance, 
making special mention of Messrs. Windibank, F. W. Smith, 
and Brammer. 

Mr. Highfield thanked the members for the honour they 
had conferred unon him, for the Association was a most im- 
portant one. Ile hoped that his experience would be of 
use to them. 

Mr. Windihank рн the Association's regret at Major 
Smith's resignation and welcomed Mr. Highfield as his succes- 
sor. Messrs. Revell and Bratnmer associated themselves with 
Ме Мак remarks, and Major Smith renlied, 

Mr. К, W. Smith, past chairman, said that the T.E.E. had 
done ‘the Association "the honour of inviting its co-operation 
in a number of matters; fhis was surely a hall-mark of pro- 
Tess. 

Mr. F. S. Alldread Qhen proposed a vote of thanks to the 
members of Mr. Alfred. Stone's concert. party, who pro- 
vided an excellent programme. 


Whitley Committee. —In response to an application from 
the technical staff of the electricity undertaking, the St. Pan- 
eras Electricity and Public Lighting Committee recommends 
the formation of a works committee to deal with matters 
mutually affecting the Council and the technical staff. 


The British Association.—The British Association for the 
Advancement of Science has distributed ‘the preliminary 
nrogramnie of the annual meeting, to be held in Mull, frorn 
September 6th. to 13th. The President (Prof. Sir С. S. Sher- 
rington, G.B.E., P.R.S.) will open the proceedings with an 
address on ‘‘ Some Aspects of Animal Mechanisin," in the 
City Hall on Wednesday, September 6th. Among the sec- 
tional addresses, which will be delivered over the whole 
period of the meeting, are the following :—Section A (Ма. 
thematics and Physics), ‘* The Theory of Numbers," br 
Prof. G. H. Hardy. E.R.S.: Section F (Economics), ‘ Equal 
Pav to Men and Women for Equal Work.” by Prof. F. Y. 
Edgeworth: Section G (Engineering), “ Railway Problems in 
Australia," by Prof. T. Hudson Beare. 

Among the discussions which will take place in Section A 
is one on “The Origin of Magnetism,” to be opened Бу 
Prof. Langevin (Paris), and Prof. Weiss (Strasburg). As at 
last year’s meeting, several of the sectional addresses will be 
introductory to discussions. 
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Golf.—The completion of the Golf Cup competition of the 
Institution of Rubber Industry for Col. Wallwork's Hundred 
Guinea Cup will take place at the Hesketh Park Golf Club, 
. Southport, on Friday, July 21st, when the undermentioned 
will compete by match play: Semi-tinal, 18 holes in the 
morning; and final, 18 holes in the afternoon. Partners to 


be drawn for. Play to coinmence at 10 a.m. and 2.30 p.m. 
Major E. Wallwork (7) (Jas. Wallwork & Sons, Ltd.. Manchester). 
Мг. Н. W. Franklin (8) (J. G. Franklin & Sons, Ltd., London). 


Mr. J. H. C. Brooking (13) (St. Helens Cable & Rubber. Co., Ltd., War- 
rington). 


Mr. W. C. Smith (15) (Anchor Cable Co., Ltd., Leigh). 

Jubilee of the Eastern Associated Telegraph Companies. 
—It is proposed to celebrate the fiftieth anniversary of the 
incorporation of the above companies, whereby the various 
preliminary undertakings instrumental in establishing tele- 
graphic communication by submarine cables throughout the 
Empire and other parts of the world were consolidated im 
1512, by a banquet, fête, and reception, to be. held. in tne 
gardens of the Royal Botanie Society, on July 91th, when 
H.R.H. the Duke of York, K.G., will be present, and invita- 
tions are being issued to the Cabinet, ambassadors and rep- 
resentatives Gf foreign. countries and the. colonies and other 
distinguished guests. As а token of loyalty, the staffs of the 
companies are to mark the aecasion by a presentation to the 
chairman, Sir John Denison-Pender, G.B.E., K.C.M.G., in 
recognition of his life-long service in furthering the interests 
of submarine telegraphy and those associated therewith. The 
presentation will take the form of a bound volume containing 
the signatures of nearly 8,000 subscribers, and the reproduc- 
tion in platinum, set with brilliants, of the stars of the insig- 
nia of the Orders of Knight Commander of the Most Dis- 
tinguished Order of St. Michael and St. George and Knight 
Grand Cross of the Most Excellent Order. of the British 
Empire. In addition they are permanently endowing a bed 
in St. Bartholomew's Hospital to the revered memory ot 
Lady Beatrice Katherine Denison-Pender (the chairman’s 
late wife). The Rt. Hon. the Lord Mayor and the Lady 
Mayoress have consented to be present at the dedication on 
July 20th, when the tablet will be unveiled by the Lady 
Mavoress, 

Throughout the war the Eastern Associated Telegraph 
Companies (the group comprises ten companies) were in 
close co-operation with the naval, military and administrative 
authorities, both at home and abroad, and laid, maintained, 
and worked many strategic cables required by the British 
Government and its allies for the successful prosecution of 
tthe war. The companies placed their organisation whole- 
heartedly at the service of the Government, and were en- 
trusted with the tranamission of its secret and confidential 
telegrams. They also lent useful help to the State in con- 
nection with censorship of telegrams, &c., and in addition, 
they carried during the war three million words free of charge 
in connection with wounded, Red Cross, and other benevo- 
lent institutions. 

When the Eastern Co. was incorporated in 1872, there were 
only about 8,000 nautical miles of cables in existence; now 
there are round!y 325,000 miles. The capital invested fifty 
years ago was roughly only two million pounds sterling. The 
capital of private enterprise alone is now about fifty millions 
sterling, nearly half of which is represented by the under- 
takings comprising the Eastern Associated Telegraph Com- 
panies. | 

Appointments Vacant.—Sub-station atfendant (87s. 3d.), 
for the Stoke Newington B.C. electricity departaent; chief 
Clerk (£134 + £116), for the Aberdare U.D.C. electricity and 
tramways department; engineer-in-charge, for the electricity 
undertaking of the Nenagh Gas & Electricity Supply Co., Ltd.; 
chief lecturer in electrical engineering (£300 to £350), for the 
Leeds Technical School; generating engineer, for the Belfast 
Corporation electricity department. (See. our advertisement 
pages to-day.) e 

Royal Society's Soirée.—The second conversazione of the 
two given annually by the Royal Society was held at Bur- 
lington Hense on June 20th. The majority of the exhibits on 
view were the same as at the first conversazione last month. 
Mr. Campbell Swinton had a wireless apparatus which, with 
the aid of a short aerial on the reof, was recording messages 
on a moving-coil siphon recorder; and Sir Wiliam Bragg’s 
models of crystal structure, shown last time. were accom- 
panied by a cognate exhibit from Mr. William Barlow. There 
were also exhibits from Greenwich Observatory, the National 
Physical Laboratory. the Instrument Section of the Ayr 
Ministry, and the Explosives Research Department, Wool- 
wich.—The Times. 

Light Railway Commissioners.—AssNvar  RrEponT.— The 
final annual report for the year 1921 and part of 1922, of the 
Light Railway Coninussioners; who ceased to hold oftiee on 
February 19th, 1922, under the terms of the Railway. Act, 
1921, has recently been published. It is brought to remem- 
brance that the Commission. was established by the Act of 
1596, for a period of five vears. About that time the applica- 
tion of electricity and steam power was leading to a great 
extension of tramways, which in some important respects 
could be more adequately dealt with if promoted as light 
ruilwave under the Act of 1596, than under the Tramways 
Act of 1570. The volume of applications received during the 
first five years necessitated the continuance of the Commas- 


sion and a large number of Orders were made. The Com- 
missioners note with regret, however, that the actual resuit 
in mileage of lines constructed was disproportionate to the 
number of Orders granted. Unfortunately, the Report doe» 
not contain statistics in comparison of actual construction 
to schemes approved. Tabular statements show that under 
the heading of Class A (lines on acquired lands, mostly steam 
motive power) 275 schemes involving a mileage of 2,830 were 
submitted, and that 150 of these with a length of 1,570 mules 
were submitted for approval to the Board of Trade, or, later, 
the Ministry of Transport. Under Class B (lines on public 
roads, mostly electric motive power) 264 projects with a miie- 
age of 2,021 were put before the Commissioners; of these 16i 
(654 miles) were submitted for confirmation. 

Cost of Electricity.—T he North of Ireland Shipbuilding 
Co., Ltd., which has its yard on Tough Foyle, Londonderry, 
has closed down. The management states that it has had to 
do so owing to the heavy electrical charges. | 

S.s. ** British  Engineer."—The s.s. British Engineer, 
built by Messrs. Workman, Clark & Co., Belfast, for the 
British Tanker Co., went through her acceptance triala most 
successfully on the Brd inst. in Belfast Lough. This steamer 
has all her auxiliary machinery operated by electrical power, 
and the steering gear is on the electro-hydraulic principle 
(Hele-Shaw). There is also a complete long-range Marconi 
installation. The sister tanker, British Workman, has just 
returned from a very successful Eastern trip—her maiden one. 


Service Notes.—l.icut. F. J. Wvlie has been posted to the 
cruiser Queen Elizabeth as wireless officer. Lieut. Wvlie was 
commissioned durinz the war, and reached his present rank 
in October, 1917.--Capt. B. B. Edwards, M.C., Royal Engi- 
neers, has been appointed an instructor (Class CC) at the 
School of Eleetric Lighting. Capt. Edwards was coniun 
sioned in the Royal Engineers in September, 1914—а month 
after. the Great War = started—was promoted lieutenant. in 
October, 1917, and captain in November of that year. Capt. 
Edwards was mentioned in. dispatches on two. occasions— 
June and November, 1916—and was awarded the Military 
Cross for conspicuous courage in action. He was twice 
wounded. | 

Municipal Tramways Association.—On June 5th and 
16th, the annual meeting of the Managers’ Section of the 
Association was held in Glasgow, when about 50 delegates 
attended. After an official welcome by the convener of the 
Corporation ‘Tramways Committee, to which Mr. J. B. Hamii- 
ton (Leeds) replied, Mr. Alexander Gerrard (Glasgow) read 
a paper оп ‘Тһе Maintenance of Rolling Stock." On the 
second day, Mr. R. Beattie (Manchester) delivered a paper 
on the prevention of accidents. The Section paid a visit to 
the Corporation’s car works at Coplawhill, and а charabane 
drive to Aberfoyle was also arranged. 

Electrolytic Cell Capacities.—Messrs. A. Griffiths, D.Sc., 
and W. T. Heys, B.Sc., of Birkbeck College, London, have 
developed a new and simple apparatus for the measurement 
of the capacities of electrolytic cells, which allows correc- 
tions to be made for the leakage and self-polarisation of the 
cell. It gives results consistent to one or two per cent., and 
of the same order of magnitude as those obtained by other 
observers. The authors are engaged in a study of the varia- 
tion of the polarisation-capacity of an electrolytic cell, con- 
sisting of platinum plates in sulphuric acid, when subjected 
to an intermittent current, and they have developed an ap- 
paratus containing some original features which are des- 
eribed in. the Proceedinas of the Physical Society of London. 
In order to correct for the rapid leakage or selt-depolarisation 
which apparently constitutes nearly all the difficulty m 
measurements of this kind they. employ a falling-plate methiced 
for making connection for short, variable, and = calculable 
periods. | 

British Electric Locomotives for Japan.—The Times cf 
yesterday states that the Imperial Government Railways of 
Japan have ordered 34 complete electric locomotives from the 
English Electric Co., Ltd., of a total value of considerably 
more than £500,000. Eight of the locomotives are for heavy 
express passenger service. | Weighing approximately 96 tons 
each, they are designed for hauling a 415-ton train at a speed 
of about 69 miles an hour. The remaining 26 locomofives are 
for heavy freight and local passenger traffic, and will weizh 
about 56 tons each. The order has been secured in the face ot 
strong foreign conipetition, especially from America. It cover: 
the whole of the locomotives required by the Japanese Im- 
perial Government Railways to carry out their programme of 
main-line electrification down to the end of 1923. 


British Oil.—Those who dreamed of a great British oil- 
field are doomed to disappointment, says the Evening News. 
which reports that the last stage in the Government-aidedu 
search for oil in Derbyshire is being reached in the sale by 
auction of the boring, pumping, and storage plant used at the 
various wells in the Chestertield district. It was in October, 
1915, that the oil-boring operations at Hardstoft were inaugu- 
rated, and although a number of other sinkings were made їп 
various parts of North-East Derbyshire, Hardstoft proved to 
he the only well to vield oil. By direction of the Government 
Disposal and Liquidation Commission a firm of auctioneers 
is to sell the plant, this being the first auction of обед 
material to be held in this country. 
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INSTITUTION NOTES. 


Institution of Civil Engineers.—On Tuesday last the an- 
nual conversazicne of the Institution was held, the guests 
being received by the President, Mr. W. B. Worthington. 
Amongst the entertainments provided was a lecture by Capt. 
Н. Riall Sankey, on " Broadcasting °; wireless demonstra- 
tions were also given by Messrs. Marconi's Wireless Telegraph 
Co., Ltd. There was as usual a collection of models and 
apparatus on exhibition. 


Institution of Electrical Engineers.—Tur Wan MEMORIAL.— 
On Wednesday last the unveiling and dedication of the 
memorial to those members of the Institution who gave their 
lives in the Great War took place. The memorial consists of 
two large bronze tablets, on either side of the entrance hall, 
on which the names of the members are engraved. The 
Dean of Westininster (the Rt. Rev. Bishop Ryle, K.C.V.O., 
D.D.) said the prayers of dedication, after the singing of the 
hymn " O God, our help in ages past.” . The unveiling was 
then conducted Бу Air Chief. Marshal Sir H. M. Trenchard, 
Bart.. K.C.B., D.8.0., assisted by the President (Mr. J. S. 
Highfield) and the Senior Vice-President (Dr. W. H. Eccles, 
F.R.8.). Sir Hugh Trenchard, in a brief address, said that 
over 2,00) members of the Institution were on active service 
in the war, and other members were engaged. in the produc- 
tion of electric machinery and power for the supply of 
munitions. Of thoze on active service. 162 laid down their 
lives. Over 500 war decorations were awarded to menibers 
of the Institution. Between the middle of September and 
the middle of October, 1914, the Institution. in conjunction 
with the Institutions of Civil and. Mechamieal Engineers, re- 
cruited. 670 engineers, the full complement required for. the 
Engineer Units of the Royal Naval Division. The memorial 
was а sign-post for future generations, pointing out the path 
of duty and patriotism. Bishop Ryle then pronounced. the 
blessing, and the " Last Post” was sounded, followed by 
the ''Reveille." The proceedings concluded with the sing- 
ing of the National Anthem. — Choristers of H.M. Chapel 
Royal, Savoy, were in attendance, and musie was provided 
by a portion of the Roval Engineers’ Band. 

NORTH-WESTERN CENTRE.— he. report of the committee for 


the twenty-second session, 1921-1922, shows that eleven 
ordinary general meetings have been held and two 
special public meetings. The average attendance at 
the ordinary meetings was 115, which is a slight ın- 
crease on previous years’ records. Jn accordance with 
the wishes of members, four informal meetings were 


arranged during the session. The discussions were verv 
“hive,” and brought out a number of new speakers, and 
the committee feels amply justified in recommending the con- 
tinuance of the informal meetings during next session. The 
total number of speakers for the whole session was 90, giving 
an average of nine for each meeting, which. shows an increase 
over last session. The committee extended invitations to the 
Institution cf. Heating and Ventilating Engineers and to the 
Manchester Association of Engineers to attend the meetings 
of February 21st and March 2l>t respectively. Both invitations 
were accepted and a number of visitors participated in the dis- 
cussions. Two public meetings were held at the Manchester 
College of Technology, kinematograph films on switches, tele- 
phones, &e., were exhibited, and Prof. W. L. Bragg delivered 
а lecture on Recent Developments in Atomic Research." The 
latter function was the annual publie lecture which has now 
been arranged by the North-Western Centre for four years in 
succession, The attendance Was about 900 and 600 respec- 
tively. The President, Mr. J. S. Hightield, visited the Centre 
cn December 13th and addressed the members, and also took 
part in the discussion at the meeting on that day. The annual 
dinner proved an enjoyable function. The total attendance 
was 120, including 12 guests, amongst whom were the Presi- 
dent, the Mavor of Salford, the President of the Chamber of 
Commerce, and the Secretary of the Institution. The member- 
ship of the Centre shows a considerable increase, the figure 
being 01.343. The assistant secretary, Mr. A. L. Green, has 


been elected an Associate (Honorary) of the Institution. in: 


recognition. of his 21. wears service to the North-Western 
Centre. Asa result of the special appeal a sum of £109 10s. 7d. 
was collected in the North-Western Centre area for the Bene- 
volent Fund, cf which £44 115. 6d. was contributed by the 
Liverpool Sub-Centre. Mr. J. Frith has undertaken to act as 
local hon. treasurer for this fund. "The Council has accepted 
the invitation of the North-Western Centre Committee to hold 
the Institution summer meeting for 1923 in. Manchester. The 
committee for 1922-23 (coming into oflice September, 1923) is 
as follows :—Charrman: A. S. Barnard. Vice-Chnairmen: G. 
A. dublin, H.. C. Lamb. Committee: A. б. Ellis; A. G. 
f.ivesay, A. J. Lunn. А. B. Mallinson, W. J. Medlyn, S. L. 
Pearce, J. S. Peck, H. A. Ка, C. D. Taite, R. Townend, 
В. Welbourn,. W. J. H. Wood. Ex-Officio Members of Com- 
mittee: Julius Frith (past chairman), W. Walker (past chair- 
man), B. Welbourn, кл Liverpool Sub-Centre,. О. C. 
Wavygood, hon. secretary Liverpool Sub-Centre. Hon. Secre- 
tary: W. A. Coates. Assistant Secretary: A. L. Green. 


The committee of the Students’ Section records a very suc- 
cessful session. There have been eight ordinary meetings, the 
average attendance being 20. The standard of the papers has 
been high, and on all occasions they have been followed by 
exceedingly lively discussions. — Four visits to works were 
arranged, and the committee has met on three occasions. 

LIVERPOOL SUB-CENTRE.—The third annual report of this Sub- 
Centre shows that the committee has held eight meetings, the 
average attendance being 12. Seven ordinary general meetings 
have been held, with an average attendance of 99. Mr. J. S. 
Highfield, President I.E.E.. on December 12th, addressed the 
members on matters of general interest. The committee for 
the 1922.1923 session is as follows :—Chairman : B. Welbourn. 
Vice-Chairmen : E. M. Hollingsworth, H. H. Harrison. Com- 
mittee: L. Breach, T. D. Clothier, A. J. Eames, J. Hamilton, 
B. T. Hawkins, W. Lang, A. E. Malpas, J. A. Morton, E. 
Moxon, P. Priestly, P. J. Robinson, F. J. Teago. Past Chair- 
men (ex-officio members of the committee) : Prof. E. W. Mar- 
chant, D.Se., H. Dickinson, G. H. Nisbett. Hon. Secretary т 
Oscar C. Wav;ood. — The total expenses for 1920-21. sessions 
amounted to £204, including the students’ total of £25. The 
membership of the Sub-Centre shows a steady growth, the 
total being 447. 

The committee of the Students’ Section records a very suc- 
cessful session. Four cominittee meetings have been held, 
the average attendance being 10. Nine ordinary general 
meetings (average attendance 45) and one open meeting (150 
present) have been held, and an informal discussion was held, 
which proved to be very successful, 15 speakers taking part. 
Six visits to works have been held, the average attendance 
being 35. 

Association of Mining Electrical Engineers.—The West of 
Scotland branch of the Association has appointed the follow - 
ing office bearers for the year :— President, Mr. D. Martin: 
Vice-Presidents, Messrs. D. McQueen and D. L. Frew; Secre- 
tary, Mr. D. S. Baddeley. The membership now stands at 340. 


South Wales Institute of Engineers.—On May 25th, Mr. 
C. E. Stromever, O.B.E. (chief engineer, Manchester Steam 
Users’ Association), read a paper on "'Fatigue of Metals " 
before tbe Institute. In this the author gave the results of 
research work upon this subject, using a formula for the 
empirical law of fatigue developed in a previous paper. This 
formula is S2 Fl4-C(l0*/n) where S is the alternating stress 
which will cause failure after being repeated n times, Fl is 
the fatigue limit of the material, and C is a constant. 


OUR PERSONAL COLUMN. 


The iditors invite electrical engineers, whether connected 


with the technical or the commercial side of the profession 
and industry, also electric tramway and railway officials, to 
keep readers of the ELECTRICAL REVIEW posted as to their 
movements. | ' 


Mr. E. B. Pausey has resigned his appointment as power 
station superintendent at the Loughborough Corporation elec- 
tricity works, having accepted an appointment m a similar 
capacity at the Poulton power station of the Wallasey Corpora- 
tion. | i 

Mr. A. S. Tresinian, B.A., B.Eng., A.M.Inst.C.E., until 
lately general manager of Messrs. Boving & Co., Ltd., 


: and Electro-Metals, Ltd., is severing his connection with those 


companies, and is taking up a position with the Spearing 
Boiler Co., Ltd., of 20, Kingsway, W.C. 2. Prior to his en- 
gagement with Messrs. Boving, Mr. Tresilian spent several 
years as sub-station superintendent in India with the Bombay 
Electric Supply & Tramway Co., Ltd., and on returning home 
took up a position. on the commercial staff of the British 
Thomscn-Houston Co., with whom he remained for ten years, 
during the latter portion of which he occupied a responsible 
post in connection with the development of its turbine 
sales and contract work. Mr. Tresilian will take up his new 
duties on July Ist. | ES | | 

Sydney (N.S.W.) City Council Electricity Supply Committee 
has decided to increase the salary of Mr. Forges Mackay. the 


- chief electrical engineer and manager, from 41,400 to £2.00 


per annum, and that of the deputy general manager (Mr. 
MALING) from £900 to £1,300 per annum. This recommenda- 
tion was made as the first of those of the sub-committee, which 
is Inquiring into the working of the electricity departinent with 
a View of ascertaming what changes can be made in adminis- 
tration, in. order to secure greater efliciency combined with 
economical administration. It is the intention of the com- 
mittee that for the future Mr. Forbes Mackay shall be given 
full control of the whole departinent, and all its under depart- 
ments, and that all these are to be run on strictly commercial 
lines, with no interference from aldermen as to the men to be 
employed or disinissed.—Spydncy Morning Herald. 

Ald. HaMiLTON has retired from the chairmanship of the 
Preston Electricity Committee. 

Sir ERNEST JARDINE, BART., governing director of John Jar- 
dine, Ltd., manufacturers of power transmission appliances, 
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has been elected president of the Notts. Football Association 
for the 18th year in succession. 

To-day, at the Shetlheld University Degree Day Congrega- 
tion, the honorary degree of Doctor of Engineering is to be 
presented to the Hon. Sir CHas. Pansoss. Mr. DOUGLAS 
VICKERS was also to be made Doctor of Engineering, but as 
he cannot be present the conferment is postponed. 

The Metropolitan Electric Supply Co., Ltd.. have appointed 
Mr. H. RICHARDSON, manager of the electricity undertaking 
of the Dundee Corporation, as general manager of the com- 
pany, jn succession to Mr. W. R. Rendell, who, as already 
announced, has resigned on account of ill-health. Mr. 
Richardson, who has been electrical engineer to the Dundee 
Corporation since 1903, will take up his new duties on 
October lst next. 


Obituary.—Dr. WALTHER RarHENAU.—Dy the assassination 
of Dr. Walther Rathenau, supposedly as part of a scheme to 
restore the Royalist party to power, Germany has not only 
lost a Foreign Minister whose ambition for some months past 
has been to lay financial and economic foundations upon 
which could be built un a stable national life, but she has 
lost one who, as the head of the Allgemeine Elektricitits 
Gesellschaft, was unquestionably the outstanding head of Ger- 
man electrical engineering industry, finance, and export trade. 
He was the son of the late Emil Rathenau, and was born in 
1967. The Times reminds us that Emil was “one of the 
numerous commercial snies who came to England in bygone 
vears," serving аз a voluntary draughtsman in the engineer- 
ing firm of John Penn & Co., and after his return to Ger- 
many he organised the A.E.G.. of whose developments in that 
country, its amalgamation with. or absorption of, other in- 
terests, and its enterprises in this country and throughout 
all parts of the world, little need be said to inform the 
readers of the Review. Walther became the head of tha 
organisation primarilv because he was the son of his father, 
but he was personally well fitted by education. experience, 
and personal qualities to do so apart from that circumstance. 
When he took the helm on the death of Emil. in 1915, he 
had already a very firm grasp of A.E.G. policy and of its ìn- 
terests in different markets, including the United Kingdom, 
the British Colonies, South America, Switzerland. &c.. 
and he had had much fo do with the auccess which attended 
the efforts of its manifold undertakings. Prior to the war, 
however, his name and reoutation were little known to the 
general population of thes» islands. Tt was after war had 
broken out and Walther Rathenau saw that it was not going 
to he so short an affair as had heen supposed bv those who 
precinitated it. that he came into greater prominence. He 
saw that there was a dancer, if the war lasted long. of short- 
ace of raw materials arising through inadequate organisation. 
He was apnointed Director of Raw Materials. and bnt for the 
measures that were taken hy him. backed bv dictatorial 
nowers, to mobilise the whale industrial supnhes and manu- 
facturing facilities of the Germen Emnire and of occunied 
territories the war would not have lasted until November, 
1918. We have published a number of Dr. Rathenau’s sneeches, 
deltvered during and since the war.in the Ervernicar Review, 


and it is not necessary to refer to them further naw that he | 


is dead, thonch it must not he suppozed that the death af 
Rathenau will necessarily involve апу alteration in the prin- 
ciples and nolicv for which he stood industrially through. the 
medium of the АБ С. and other interests with which he 
was identified. Tt mav be news to some of our readers that 
he was a writer of тапу books on philosophical and .&gocio- 
logical! subjects and that he had visions of a time. perhans 
far off. when there would dawn a new and better day for 
everybodv, when there would be an Tdeal State. It was 
stated at one period of the war that he had made over to 
the State one million pounds of bis private fortune. Та re- 
cont months he had been thrust by cireumstances irto poli- 
tical office of immenae importance where he. as Foreign 
Minister, had been endeavouring to bring about ‘a rational 
settlement in Епгопе,'° but. as the daily Press has reported, 
he was not hern te or versed in the art of diolomacv, 
and success did not follow his efforts in that connection. His 
active interest ip negotiations with France respecting repara- 
tions in kind, his mistaken action in signing the agreement 
with Russia while the Genoa Conference was meeting. hia 
conferences with British statesmen and financiers regardins 
international economie restoration—these and other snch 
“па еге had accunried his attention recently, and now that 
he has fallen hv the hands of assassins it is recognised that 
Germany has Jost a man who as a Gerinan was doing his 
utmost to help his native land out of the difficulties following 
unon a war which her world-power seekers had brought to 
terrible aceamnlishment a vear ten soon. He will no doubt 
have canable successors in the AF G. and men will arize to 
take far-seeing action in the political interests of Germany, 
hut ^t the moment it seems as thonch those responsible for 
his death have precipitated for the lond that he was serving 
another great crisis, the outcome of which cannot be pre- 
dicted. 


Wills.—The late Mr. J. N. PaxMaw left £109,063 gross and 
£105,189 net nersonalty. 

The late Mr. J. E. Hypr. a director of the Campbell Gas 
Engine Co., Ltd., left. £36,032 net personalty. É 


NEW COMPANIES REGISTERED. 


Gardy Co., Ltd. (182,546).—Private company. Regis- 
tered June 19th. Capital, £1,000 in £l shares. To carry on the business of 
electrical, mechanical and other engineers and contractors, &c. Тһе first 
directors are :—G. Gardy, 9, Rue Adolphe Yvon, Paris (XVI); L. Lafontaine, 7, 
Rue Paul Baudry, Paris (VEHI); Comte Boudouin de Marotte De Moniigns, 
3, Rue Pajou, Paris (all electrical engineers): Secretary: A. J. Barnett. Re. 
gistered ofice: 48, Mark Lune, E.C 


Wax Electric Light Tube Manufacturing Co., Lt. 
(182,603).—Private company. Registered June 2181. Capital, £2,268 in 22x 
8 per cent. preference and 18 management shares of £l euch. To carry on the 
business of manufacturers of and dealers in wax electric light tubes ard athe: 
similar articles, electrical engineers, &c., and to adopt an agreement with J. A 
Gems, The permanent directors are: J. А. Gems, 56, Brentham Way, Ealing, 
W.; С. Shearburn, * Ranmore," West Ealing, W.; H. M. Seales, 25, Reb 
cliffe Street, South Kensington, W. — Qualification: З management an} 100 
preference shares. Remuneration as fixed by the company. Secretary: H.M 
Scales. Registered office: The Studio, Queensborough Passage, Lancaster Gar, 


Gessolin Bowl Co., Ltd. (182,621).—Private company. 
Registered June 22nd. Capital, £200 іп £1 shares. To carry on the buses 
of fabricated or plastic bowl manufacturers for indirect lighting and oj 
purposes, electrical and gas engineers, brassfounders, wire workers, stimper 
and piercers, &c. The first directors are: Н, Haynes, 124, St. Clement's Ros, 
Nechells, Birmingham; G. Brenni, 18, Worcester Street, Birmingham. (л. 
cation: 10 shares. Registered office: 124, St. Clement’s Road, Nechells, Bi- 
mingham., | | 


р А - P 

Birmingham Electric Castings, Ltd. (182,582).—Private 
company. Registered on June 21st. Capital, £2,000 іп £1 shares. To cen 
on the business of casters in steel, non-ferrous metals, aluminium and cast-iren 
pattern makers, machinists, smelters, dealers in metals, &e.. in Birmingham 
and clsewhere. The first directors аге: F. Shutt, “© Sunnyside,” Broad Коз] 
Acocks Green; W. Shutt, senr., “ Sunnyside,” Broad Road, Acocks Green; D. 
Pitt, 18, Cambridge Road, Thornaby-on-Tees. Qualification: 1 share. Re 
muneration as fixed by the company. Registered office: King's Road. Hay 
Mills, Birmingham. 


Northern Wireless College, Ltd. (N.1.30).—Private com. 
pany. Registered in Belfast June 19th. Capital, £300 in £1 shares. To ador 
an agreement with J. P. Digby and S. R. Walker, and to take over the busines 
of the Northern Wireless College. The first directors are: J. P. Digby, Т 
West, Galway, electrical engineer; S. R. Walker, 15, Laburnam Gardens, Res, 
wireless instructor; G. Davies, 48, University Avenue, Belfast, wireiess in 
etructor; P. J. Harton, 11, Woodcot Avenue, Belfast, wireless instructor. Re- 
gistered office: 8, Corporation Street, Belfast. 


. Dunmurray Electric Light and Power Co., Ltd. (N.1.32). 
—Private company. Registered in Belfast June 20th. Capital, £3,000 in £l 
shares. To carry on at Dunmurrav and elsewhere in Antrim and Down the 
business of an electric light company. The first directors are: Н. M'Ciern, 
Oakhill, Dunmurray. director; D. P. Gaussen. The Hill Dunmurrav, MD; 
A. H. Henderson, The Park, Dunmurray. The Milfort Weaving Co., Ld, 
and the Northern Banking Co., Ltd., have the option of appointing a diretor. 
Qualification : 30 shares. Secretary: J. Beatty. Registered office: Dunmurn, 
«Co. Antrim. Z2 А 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Reeve & Bayman, Ltd.—E. H. Hawkins, of 4, Charter. 
house Square, E.C., was appointed receiver on June 13th, 1922. under powers 
contained in first mortgage debenture dated December 17th, 1921. 


Elco Electric Manufacturing Co., Ltd.—Particulars of 
£4,500 debentures authorised June 12th, 1922; charged on the company's undr- 


taking and property, present and future, including uncalled capital; who! 
amount issued. 


Bell Battery Co., Ltd.—Debenture dated June 12th, 19. 
to secure £800, charged on the company's property, present and future, it 
cluding uncalled capital. Holder: О. W. Seligman, 52, New Broad Street. EC 

Stella Lamp Co.. Ltd.—Particulars of £23,500 debentures 
authorised May I5th, 1922, charged on the company's undertaking and р, 
perty, present. and future, including uncalled capital; whole amount issued. 


~ 


CITY NOTES. 


wanes According to the Financial Times. the 

J. не profit for the year ended February. 19X 
ооа was, £11,154, plus 13193 brought in 

making £24,347, which has been used in pursuance of the 
scheme for reduction of capital. The nominal capital wa: 
reduced from £500,000 to £350,000 by writing off from each 
of 200,000 issued ordinary shares of £1 each the sum of 15s. р" 
share. £150,000 was written off from the debt due bx J. G 
White Commercial Co., and £100,000 has been received from 
that company in cash, reducing the balance of its debt t 
£54,000. As a part of the scheme for reduction and re-organ 
sation of eapital. 50.000 of unissued ordinary shares of £1 each 
were sub-divided into 200.000 ordinary shares of 5s. each, and 
these shares, since the date of balance sheet, have been 
allotted at par. Preference shareholders have accepted an 
arrangement, waiving their cumulative rights for a period of 
three vears ending August 3lst, 1923. General eonditions 
have slightly improved, and with reorganisation of the сар! 
nosition all debts have been provided for and the directcrs 
look forward to successful continuance of the company's 


activities. i | 

Sir John Denison-Pender. G.B.E., pre 
Globe Telegraph sided at the annual meeting оп Jwe 
and Trust 90th. The chairman said that it was hr 
Co., Ltd. pleasing duty to present even better re 
sults than those of the nrevious year. The 

net receipts had increased by £42,374 to £330,146. 
When the agreement between the Direct United · States 
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Cable Co. and the British Government expired in 1923 the 
Globe Uo. would receive £6 per share for из holding ш the 
company; this would enable 16 to repay the £30,UuU which 
was borrowed for the purpose, and also leave а inargin ol 
ЖО) for investment. ‘Lhe returns from American invest- 
ments, such as the American Telegraph & Cable Co., the 
Commercial {шоп lelegraph Co., the Mackay Companies, 
and the Western Union ieiegraph. Co., ali showed reductions, 
but this was not due to a reduction of dividends, but to the 
improvement и) exchange, representing a зоѕз of £2,000 as 
compared with last year's income from American sources. 
Lhe receipts trom the Great Northern Telegraph Co. also 
showed a reduction due to the lowering of the dividend from 
24 to 22 per cent. ‘Lhe lower income from the Submarine 
Cables ‘Trust was due to the drawing of lilty-three 6 per 
cent. certiticates, the proceeds of which were re-invested in 
rastern lelegraph ordinary, and astern Extension and 
Western Telegraph shares. None of these losses was serious. 
On the other nand the full year s dividend on the new invest- 
ments referred to brought in £59,000, which entirely dwarfed 
the losses mentioned. ‘Lhe working expenses of the company 
had been characterised аз heavy, put the chuirmag pointed 
out that in such а company this was inevitable, for several 
reasons. 

‘Lhe report and accounts were adopted. 

In their report for 1921 the directors 
report that during the year they succeeded 

Telegraph In repairing two of the three cables which 
Co., Ltd., of were interrupted in waters where, &- year 
Denmark. ago, Jt was too dangerous to navigate 
m . «.40n account. of mines, viz., One: Angio- 
Danish and one of the Franco-Danish cables, the repairing 
of the latter being especially ditlicult and costly. It has not 
yet been possible to repair the cable between retrograd and 
Libau. ‘the Russian Government is, however, taking the 
necessary steps to clear the mines from the area where the 
cable is broken, and there are good prospects of its being re- 
paired this summer. The company has also had to deal with 
2l interruptions on eight of its cables in Europe, and 12 inter- 
ruptions on 5 cables in the Fur East. ‘The cable steamer 
Н. C. Orsted has been occupied in European waters for 253 
days, of which 12 have been for the account of other admuinis- 
trations, whilst in the Far East the Store Nordiske and 
Pacific have been in commission for 191 days, including 120 
days on which they were chartered by other administrations, 
Both the Russian Government and the company have done 
everything in their power to re-establish telegraphic com- 
munication between Europe and the Far East via Siberia. 
The company dispatched an expedition which traversed the 
whole of the route from Petrograd to Tchita and Kiachta, 
and supplied the telegraph stations on-the way, with instru- 
ments, batteries, accessories, &c., necessary for the re- 
opening of the service. Whilst the tejegraph lines through 
Russia and Siberia are maintained in good condition by the 
Russian Government, it is at present impossible to establish 
communication between the Russian telegraph system and the 
cables and landlines in the Far East either тта Vladivostock or 
via Kiachta owing to the total interruption. of both these, 
routes. The restoration of the. Vludivostock route is hin- 
dered by the state of war existing between the Governments 
of Tchita and Vladivostock, whilst the restoration of the 
Kiachta route is dependent upon the Governments of Peking 
and Urga succeeding jn arriving at an agreement, which, in 
spite of protracted negotiations, they have not yet been able 
to do. Under these circumstances the company has had to 
fall back upon another scheme, which became possible of 
realisation thanks to the facilities granted by the Russian 
and Chinese Governments resulting in the establishment of 
a quite new route. by means of a wire. placed at the exclu- 
sive disposal of the company by the two administrations 
between Irkutsk and Peking via Blagowestschensk—Helampo 
—Harbin, and worked in connection with the company’s 
direct wire between Petrograd and Irkutsk. A repeater 
station, equipped by the company and manned by Danish 
operators, has in this connection been established at Harbin. 
Communication was thus re-established on March 26th this 
year after an interruption lasting nearly four years. Although 
it is quite likely that some difficulties will present themselves, 
especially until the old route via Kiachta is again restored, it 
is particularly gratifying for the company again to be able to 
take part in the transmission of telegrams between Europe 
and the Far East over its own route. 

The company's negotiations with Russia have been brought 
to a successful issue, and in the course of the summer an 
agreement covering a long term of years was signed whereby 
the company is enabled. to, renew its former activities in 
Russia. Although the preparations necessary for the re- 
opening of the company's telegraph office at Petrograd 
proved, in many ways, very difficult, .as well as long and 
costly, the company was, nevertheless, able to re-establish 
telegraphic communication with Petrograd on January 18th, 
1922. The. concession which has been granted by the 
Russian Government binds the company to open a telegraph 
station at Moscow, thereby placing the Russian capital in 
direct telegraphic communication with the company’s Euro- 
pean cable system. Various causes have, however, hitherto 
prevented the carrying into effect of this undertaking. The 


Great Northern 


Russian terminal trafic exchanged with Western Europe 
and Amercia is, so far, quite inconsiderable as compared with 
the corresponding traffic in pre-war times; although some 
increase has been noticeable of late, the traflic is, however, 
stil so small'that the revenue derived therefrom is at present 
not sutticient to cover the working expenses. Negotiations 
with England and Sweden in connection with a proiungation 
of the company's concessions in these two countries have been 
carried on during the year under review, but have not yet 
been brought to a final conclusion. Preliminary discussions 
with the Chinese Government were commenced last year by 
the company in conjunction with the Eastern Extension, 
Australasia & China ‘Telegraph Co., with the object of obtain- 
ing a prolongation of the existing agreements between China 
and the two companies. Owing, however, to the decision 
come to by the International Conference in Washington to 
include the question of telegraph communication in China 
amongst the items for discussion. there, it became necessary 
temporarily to suspend tbe companies’ own negotiations in 
Peking pending the receipt of information as to the result 
of the Washington discussions. A new cable steamer, 
destined to replace the Store Nordiske, is now being built at 
a Danish shipyard (Nakskoy Skibsvaerft) for delivery in the 
course of the suminer. At the invitation of the Lettish Ad- 
ministration à Telegraph Conference was held at Riga last 
September, attended by representatives from all the countries 
bordering on the Baltic Sea, as well as from  Enrand, 
Norway and the company. The principal object of the con- 
ference was to decide on the telegraph rates to be applied 
between the various administrations represented. 

The directors refer to the death of Commodore E. Suenson 
already reported in these pages. 

The financial result of the year's working, notwithstanding 
the decrease in the traffic. has been satisfactory. dn 
spite of the fact that the net profit is about 32 per cent. less 
than the previous year, and that the traffic as а whole does 
not as yet show any tendency to increase, but rather the re- 
verse, the directors recommend the payment of a total 
dividend and bonus of ?2 per cent., a decrease of only 2 per 
cent. as compared with last year. The reserve fund will be 
credited with the usual amount, £33,333, and it is proposed 
to contribute £55,555 to the pension fund of the staff, and 
to carry forward about the same amount as the previous 
year. The traffic receipts, &c., are about £533,670 less than 
the previous year. This is mainiy due to the item gain or 
loss on exchange, showing the considerable drop of about 
£395,700. The company’s income from foreign | currency 
during the financial year has been taken into account in 
Danish currency at a rate of exchange fixed at the beginning 
of the year, and at the end of the financial year a gain, or a 
loss, on exchange has been allowed for in all cases where the 
said foreign currencies actually corresponded to a higher, or 
lower, amount in Danish currency than the rate of exchange 
fixed at the beginning of the financial vear. The above- 
mentioned large decrease in traffic receipts is partly counter- 
balanced by a reduction under expenditure of about £331,625. 
The latter decrease is mainly accounted for by only. £116,930 
having been taken from the year's income to meet the pay- 
ment of taxes, as agamst an amount of £416,666 for the pre- 
vious vear. Leaving the question of taxes out of considera- 
tion, the actual working expenses show a decrease of about 
£32,000 only, but even this slight sign of a return to more 
normal conditions is certainly worthy of note. 


The annual meeting was held on June 

United River 20th. Sir Frederick. Green, K.B.E., who 
Plate Telephone pregided, said that although the gross 
Co., Ltd. revenue had increased it did not compare 
well with the increase of the previous 

year, principally because profit on exchange had practically 
disappeared. As regarded telephone revenue only, the in- 
crease of £193,824, or 12 per cent., was more satisfa:torv; 


- unfortunately, however, working expenses aad increa::d on 


a greater proportion. The money invested in plant had in- 
creased by £458,230 to .£3.812,360, а very large total, which 
should add to the strength and security of the company’s 
position. The high value of stocks of material (£358,697) 
was almost entirely due to purchases in connection with the 
Buenos Aires automatic scheme. The reserve for renewal 
of plant now amounted to £1,329,228, which was not too 
large considering the amount of plant investment. 

Last year he had stated that permission to increase rates 
had been withheld by the Government; the position was. 
still mueh the same. The Government failed to realise the 
present high costs of working a telephone business. "These 
high costs had been reflected in the accounts, where it would 
be noticed that there was no balance available for the usual 
reserve appropriation. Tt would be brought home to the 
Government that no further considerable extensions could be 
made until increased rates were forthcoming, as without 
these the present rate of dividend could not be paid on the 
extra capital required. 

During the vear extensions to many of the C.P. manual 
exchanges had been completed. The Rosario automatic 
exchange and other exchanges had also been extended. Two 
additional automatic installations had been opened at Cor- 
doba and Rosario. This new plant enabled the company to 
increase the number of stations from 83,602 to 97,274, but 
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notwithstanding this there wus still a large number of pros- 
pective subscribers awaiting connection, and until the auto- 
matic exchanges were opened the number could not be 


yeduced. 


In July, 1921, the company took over the important 


Bahiense system operating m the city of Bahia Blanca and 
neighbourhood, and it was now engaged in consolidating 
the system with the general system. It had not been 
possible, however, to connect this south-western part of the 
province of Buenos Aires with the Federal capital, although 
it was hoped to do so before long. Bae 

Though trade conditions in Argentina were not o the 
brightest, the outlook from the telephone point of view was 
most encouraging; this was borne out by the large section of 
the public still awaiting service. The telephone was regarded 
as a necessity. and not as a luxury, and to foster and en- 
courage this growing general use of the telephone a con- 
«апу. increasing capital was necessary. Notwithstanding 
the question of rates the companys relations with the 
National Government continued most cordial, and the same 
eould be said with regard to the provincial and municipal 
authorities. The operations of the company were becoming 
so important that it was considered desirable that frequent 
visits should be paid to Argentina, and Mr. Percy Cross, who 
had accepted the position of deputy chairman in place of Sir 
John Gavey, was going to Buenos Aires 1п August, accom- 
panied by Mr. Dawborn, the Lendon manager. 

With regard to the current year, the chairman thought 
that he was justified in anticipating that the present rate 
of dividend would be maintained on the present capital. Un- 
less adequate rates were permitted the company could not 
embark upon further extensions. requiring fresh capital. The 
present rates had remained unchanged since they were fixed 
some thirty vears ago, despite the fact that materials, wages. 
rates, and all expenses had risen enormously I the past 
few vears. . : | 

The motion for the adoption of the report and accounts was 
seconded by Mr. Perey Cross and carried. 

The report of the direetors for the year 
1922, contains the usual review of the 


The Imperial 


Tramwavs operations of the Middlesbrough, Stock - 
Co., Ltd. ton & Thornaby Electric Tramways, the 


Bristol ‘Tramways & Carriage Co., Ltd., 
and the London & Suburban Traction Co., Ltd. The com- 
pany's revenue account shows that the interest on the deben- 
ture stock for the whole year and interim dividerd on the 
preference. shares in respect of the half-year to June 30th 
last. amounted together to £13,650, and after placing £9,000 
to the reserve fund for depreciation and contingencies, a final 
dividend of 6 per cent. per annum on the preference capital 
(lesa income tax) paid January 9nd last, absorbed £4,200; a 
dividend for the vear of 4 per cent. on the ordinary capital 
(less income tax) requires £5,600, and there is carried forward 
£253. | 

The annual meeting was held on June 
99nd. Mr. W. L. Madgen, who presided, 
said that owing to the coal strike the 
volume of business and net profit had 
decreased, but they were better than in 
1919. Referring to the inquiry into the 
supply of electricity in the South-West 
Midlands, he said that the Electricity Commissioners had 
approved an arrangement by which the company and Bar- 
mingham Corporation would set up an advisory committee 
to administer supply in the area. If this was approved at 
the second inquiry, being held on June, 29th, it would be put 
into effect immediately the Electricity (Supply) Pill, now 
before Parliament, was passed. 

Application had been made to the Treasury to guarantee 
the expenditure whieh would be involved in erecting a power 
station on the Severn and a decision was expected shortly. 


Shropshire, 
Worcestershire 
and Stafford: 
shire Electric 
Power Co. 


The statutory meeting of this company ` 


Whitehall Elec- 
tric Invest- 
ments, Ltd. 


was held on June 20th, when the Hon. 
Clive Pearson presided. The chairman 
stated that the company was formed to 
take over the interests in various South 
American electrical companies of the Whitehall Securities 
Corporation, Ltd. Some particulars of these companies were 
contained in the original prospectus, which was summarised 
in our issue of April 7th, 1922. Mr. Pearson gave additional 
details of the company's holdings. 

The Compania Chilena de Electricidad was registered as a 
Chilean company in 1921. Its bonded debt was £3.750,000 
8 per cent. first mortgage debentures; of these the invest- 
ment company held £3.140,000, or 84 per cent. The com- 
pany s issued share capital consisted of РО ОЗО 000 8 per cent. 
participating preference shares, and £6.000.000 ordinary 
shares: the investment company held 68 per cent. and 80 per 
cent. respectively. The investment company’s Chilean hold- 
Ines renresented aver half the total of the investments. 

. Turning to the Mexican companies, the chairman said that 
in spite of all its nolitieal and financial misfortunes, Mexico 
was one of the richest countries in the world, and it had an 
unlimited future. The demand for the supply of electric 
energy was constant and growing, and with the abundance 
of water-power available the business of electricity supply 


was a great and growing industry. The present issued capital 
of the Tampico Co. was £500,000 7 per cent. first mortyaze 
debentures, of which the investinent company held 95 jer 
cent., and £775,000 8 per cent. cumulative preference shares, 
and £772,000 or ordinary shares, the company holding 32 and 
83 per cent. respectively. The holdings in the Puebla Co, 
owned through a subsidiary holding company, were $2.42 ди 
5 per cent. prior hen bonds, 2.457.000 first mortgage bonds. 
and $40,500 ordinary shares, representing respectively 45, 63. 
and 76 per cent. of the total issues. | 

The investment company held 65 per cent. of the issued 
capital of the Vera Cruz Electric Light, Power & Traction, 
Ltd., and the whole of the capital of the two compames 
operating m Orizaba and Cordoba. 


. Mr. Il. R. Beeton presided .ut the annua: 
general. meeting, held in London on June 
2ist. [n reviewing the working of th 
Brisbane Tramways Co. һе ssid that the 
total receipts were £500,073, and the ret 
profit £92,352, шуш, ми | £25461 
brought forward, an available balance of £105,512. Of. tik 
amount £100,000 had been devoted. to a dividend рампе 
and £15,812 carried forward. Although the tratte and tratie 
receipts had increased there was a decrease in profit: owing 
to the refusal of permission to the company to raise its rates 
to meet increased wages. When the Tramways Purchase 
Act was passed in 1920 jt was anticipated that the authorites 
would acquire the tramways in the autumn of that year, an 
accordingly the company commenced to obtain a valuation 
of the undertaking. The Government also appecinted ex. 
perts, in conjunction with whom the company’s valuers 
worked. Before the task was completed, however, the 
Government experts withdrew. Nevertheless. the селт 
continued the valuation, and ascertained that the replacement 
value of the company’s property, apart from the commerei! 
value, was £1,735,257. In January of this year Mr. Blundell, 
on behalf of the local board, discussed with the Home бесте 
{агу a scheme for the constitution of a trust to acquire ani 
work the tramways on behalf of the local authorities. ‘Th: 
negotiations had resulted in the drafting of a Bill which wès 
to be introduced into the Queensland legislature in August. 
This Bill should furnish a basis for settlement, which, if 
earried out fairly and in good faith, would prove satisfactory 
to both the company and the local authorities. 
Mr. Badger's state of health had competed him to give un 
his position as managing director, but he had been retuined 
as technical adviser. 


Brisbane Elec: 
tric Tramways 
Investment 
Co., Ltd. 


In the course of his speech at the an- 


Richardsons, nual meeting of this company, Mr. D. В. 
Westgarth and Morison stated that the financial position 
Co., Ltd. of the company generally was at present 

| better and stronger than ever before in its 
history. The three works were exceptionally busy durmg 


1921.. The company supplied steam turbines or Richardsons 
reciprocating engines to twenty-live vessels, this machinery 
representing an aggregate of 74,450 h.p. Including turbines 
supphed for land purposes, their aggregate for the vear reached 
105,330 h.p. With regard to Diesel engines they had now ar- 
ranged to build, and were building, engines of the Beardmore- 
Tosi type. Speaking of the low ebb to which the engineering 
industry generally was being brought by the chaotic conditi 
of the markets abroad and the excessive cost of production. 
the speaker said that all the elements of manufacturing costs 
—labour, material, local rates and other charges— were trace- 
able to high wages, shortened hours and reduced workiu 
elticiency. 

The Société Electro-Métallurgique de 
Saint. Béron has declared a dividend at the 
rate of 25 fr. per share for 1921. out of net 
profits of 225,000 fr. 

The report of the Compagnie Electro-Mécanique states that 
the extension programme which was decided upon when the 
Sociét? Westinghouse was absorbed has now been carried ош. 
During 1921. the works were occupied almost on a nopia. 
scale; the orders received were mostly for generating sets with 
steam turbines, and for general electrical plant, while clever 
winding engines of large powers were ordered by varie 
mines. large orders were recorded for fixed plant for the 
Compagnie des Chemins de Fer du Midi, these compris: 
static transformers, rctary converters, mercury vapour rect 
fiers, synchronous compensators, &c., all of which represented 
about 259.000 KW. Train lighting equipments to the number 
of 3.000 had been ordered bv the Paris-Orleans, the Northern. 
and the Alsace-Lorraine railways. A dividend at the rate af 
5 per cent. out of net profits of 5,432,000 fr. was declared at 
the recent general meeting. | 

The Société d'Electro-Chinie et Electro-Métalluraie reports 
that the net profits in 1921 amounted to 2.127.000 fr., and the 
dividend is at the rate of 5 per cent. Tn 1920 the net surplus 
was 3,109.00 fr., and the dividend at the rate of 9 per cent. 

The Comnaanie Générale dea Cables de Lyon reports net 
profits of 842.000 fr. for 1091, the sum available for disposi 
rising to 1,357,000 fr. with the balance forward. At the recent 
meeting a dividend at the rate of 50 fr. was declared on the ol: 
capital, and 31.25 fr. per share on the new shares. 

The Société des Forges et Ateliers de Constructions Fiec- 
triques, of Jeumont, states that great activity was displayed 


French 
. Companies. 
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at the works in 1921, and the value of the turnover exceeded 
one hundred millions of francs. The net profits and balance 
forward amounted to 11,057,000 fr., and it has been decided to 
рау a dividend at the rate of 10 per cent. on the ordinary 
shares. 

The Compagnie Générale de Télégraphic Sans Fil reports that 
the directors in 1921 continued the organisation of a great net- 
work of radio communications between France and most other 
countries. In Europe several conventions were concluded. 
Thus agreements were entered into with the Société Romaine 
Radivelectrica—which is now the Societé. Radtoremana—with 
the State of Czecho-Slovakia and the Société Marpendante 
Belge de Télégraphie sans Fil. as well as with various foreign 
companies Interested in the establishment of transmarine wire- 
less | communications required by the South American 
Republics. In Asia an agreement was signed with the High 
Commissariat in Syria for the construction and working of 
a station near Bevrout, while in the Far East an agreement 
was entered into in regard to the large Saigon station, and it 
was hoped that direct communication. between Paris and 
Saigon would be instituted in 1922. ‘The net profit: earned in 
1:2] reached 4,907,090 fr., permitting of the paviment of a dixi- 
dend at the rate of 40 fr. per share. 


Prespectus.—London Underground liliajys.—On. Monday 
last the prospectus of the London Electric Karway Co. and 
the City & South London Railway Co. was advertised. lt 
offered at £91 per cent., issues of £17,000 400 in the former, 
and of £1,500,000 in the latter, company, in the shape of 44 
per cent. redeemable second debenture stock, 1912-72. ‘Lhe pro- 
ceeds are to be applied toward (1) the construction and equip- 
ment of the Edgware and ITamip:tead. Railway, forming an 
extension from the terminus of the Hampstead section of 
the London есіле Railway at Golders Green, to Hendon 
and Edgware: (2) the construction of connecting railways at 
Camden Town, to enable a through service of trains to be 
worked between the City & South London Railway and the 
London Blectrie Railway: and (3) the enlargement of the 
tunnels of the City & South London. Rarnway, the improve- 
ment of the stations on that railway, and the provision. ot 
new rolling stock and equipment. ‘The list was to close on 
or before yesterday (29th). 


Stock Exchange Netices.—Dealines in the following have 
heen specially allowed by the Exchange Committee under 
Rule 148a. 

Calcutta Electric Supply Corporation. —£90,000 5 per cent., 
first mortgage, convertible (registered) debentures, Nos. 6,001 
to 6,900 (£100), free of income-tax. 

The undermentioned securities have been ordered to be 
officially quoted :— 

Caletitta. Electric Supply Corporation.— £90,000 5 per cent. 
first mortgage convertible (registered) debentures (free of 
income tax), Nos. 6,001 to 6,900 (£100). 

Johnson & Phillins.—437 500 ordinary shares. of £1. each, 
fully-paid, Nos. 1 to 437,500. 


Calcutta Tramways Co., Ltd.—The directors’ report for 
1021 states that after meeting debenture interest and prefer- 
ence dividend it is proposed to pay a dividend on the ordin- 
агу shares of 3 per cent. for the year, free of tax, placing to 
reserve for depreciation £45,000, and contributing to staff 
provident fund £1,799, carrying forward £12,095. The scheme 
of new fares was brought into force on February Ist last, 
and effect is shown in an aggregate increase in receipts for 1922 
to date of over three lakhs of rupees, compared with the 
same period for 1920, the period in 1921, owing to the 
strike, not being a fair comparison. 


Montreal Power Companies.—The Montreal Light, Heat 
and Power Consolidated Co. announces a dividend of 14 per 
cent. on capital stock, and the Montreal Light, Heat and 
Power Co. a dividend of 2 per cent. on the common stock. 
'The aecounts of the Montreal Water & Power Co., aecording 
to the Financial Times, show for the year ended April, 1922, 
a gross profit of $561.556. and a net profit, before providing 
for income tax, of $79,465. Dividends absorbed $54,600, and 
with $591,814 brought in the balance carried forward is 
$616,680. 


Companies Struck off the Register.—The names of the 
undermentioned companies have been struck off the Register, 
and thev are thereby dissolved :— 

Rright's Light & Power, Ltd. 
Drveells, Ltd. . 
Electric Floor Machine Co.. Ltd. 
London & Provincial Electric Co., Ltd. 


Eastern Extension, Australasia & China Telegraph Co., 
Ltd.—Interim dividend for the three months ended March 
31st of 5s. ner share free of income tax. 


Edgar Allen & 'Co., Ltd.—Final dividend of 6d. per share 
on the ordinary shares, making 5 per cent. for the year free 
of tax. Carried forward £20,067. 


Altrincham Electric Supnlv. Ltd.—Dividend of 71 per cent. 
on the ordinary shares for 1921. 


Тһе A.E.G. Capital.—The daily Press reports that 
at а general meeting of the Allgemeine Elektrizitats Gesell- 
Schaft on Saturday it was decided to increase the capital 
by an amount up to 250,000,000 marks. | 

Richard Johnson, Clapham & Morris, Ltd.—Dividend at 


the rate of 24 per cent., less tax, on the ordinary shares tor 
the half-vear ended March, 1922. Carried forward £23,520. 


STOCKS AND SHARES. 


TUESDAY EVENING, 

THE Bank of England is expected to reduce its rate to 3 per 
cent, either this week or next, and, in anticipation, gilt-edped 
stocks are generally a little better. At the same time, the 
expectation has had little effect in the way of promoting m- 
creased business in the Stock Exchange, where most markets 
remain quiet and colourless. This week's incidence of the 
fortnightiy settlement showed that there is still something 
of a bull account left in Home Railway stocks, though the 
position has certamly been reduced. The event in this parti- 
cular market is the issue of the prospectus of the London 
Bleetrie Railway Co., offering a million pounds 4} per cent. 
redeemable second debenture stock, 1912-72, and the City 
and South London Railway’s oifer of 14 million pounds similar 
stock, both at 94. The stocks are guaranteed as to principal 
and interest by Н.М. Government, and the issue comes out 
under the auspices of the Bank of England. Both stocks are, 
of course, investments authorised for trustees. 

There is no doubt about the soundness of the security, but 
many people wilh probably think that the prize is quite 
high enough, and it is possible, therefore, that the under- 
Writers may get left with a certain proportion of their. obli- 
gations. As the stocks become settled into the hands of 
permanent holders, no doubt the price will improve if, and 
as money becomes cheaper. There are; however. a good 
шапу trustee stocks on offer at the present time which pay 
а oslehtly higher rate of interest, the War Loan, for m- 
stance, мете 5 per cent. on the money, though in this 
case the possibility has to be considered of redemption at 100 
in 1929, 

The neweomer has had no particular influence over 
prices of the existing stocks in the electric combine. The 
new Metropolitan 5 per cent. preference still obtainable in 
scrip-form, stands at 96, this also being a trustee stock, 
though carrying no Government guarantee. Metropolitan 
ordinary stock lost 10s. at 45 and Districts remain at 354, the 
latter failing to recover from their sharp fall of the previous 
week. The Underground Company’s stocks are quiet, showing 
no changes, 

Anglo-Argentine Tramways second preference at 31 hava 


. shed the small fraction which thev. picked up last week/ 


Mexicans, in the absence of апу authentic news from Wash- 
ington or Mexico City with regard to the settlement of the 
outstanding questions between the two countries, are on the 
heavy side, Mexican Light & Power first mortgage bonds 
going back to 744. The ease of the Montevideo Trams waa 
mentioned in the Touse of Cominons the other day, a mem- 
ber asking whether the Under-Secretary for Foreign Affairs 
had been successful in his efforts to obtain for the tramway 
the return of its propertv and funds, sequestered some time 
back by the national or local authority. The official answer 
was to the effect that the company's appeal against the action 
of the municipality is now before the Uruguayan courts, 
and that, pending the decision of the Senate and of tbe 
Courts, representations by the British Government would be 
out of place. 

County of London ordinary shares are a good market at 
26s. 3d., which shows a rise of 1s. 3d. on the week. The buy- 
ing pressure is persistent, and extends to the company’s pre- 
ference shares also. Other than this. there are no nominal 
changes in the price-lists of electricity shares, though the 
market remains exceedingly hard. Gains of а point carried 
South London debenture to 914. and South Metropolitan 
debenture to 87. The South Wales Electrical Power Distribu- 
tion Co. in its annual report shows a loss of £700 in respect 
of the year recentlv ended, and the dehit balance at net reve- 
nue account of £67,000 is the same as that of a year ago. 
The company pays nothing on its preference or ordinary 
shares. It may be remembered that, some little while back, 
occasion was taken in these columns to point out that the 
offer of shares from a firm outside the Stock Exchange waa 
at a much higher price than that which ruled in the market 
itself. 

The weakness of Marconis is still a feature in the cable 
market. The price has fallen away to 23 under steady pre- 
sure to sell. Dealers in the market admit that they are un- 
able to trace the source of the realisations, bnt the sales 
come at a time when people are not anxious to Бру. As we 
mentioned previously, the shares fell into discredit, owing 
nartly to mis-statements, as to the previous price and yield, 
from sources whence a purchase was vigorously advised. In 


. spite of the near approach of the dividend time, the public 


are fighting shy of the parent shares, and of others in the 
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group as well. At 23 the price shows a loss of 4 on the week; 
Marconi Marines have drooped to 3ls. 3d. Radio common 
are à guinea and the preferred 15s. 

The Eastern Cable group is declaring its usual quarterly 
dividends, the Eastern Telegraph's 2} per cent. and the 
Eastern Extension's 5s. per share, both free of tax, being 
payable. in the middle of next month. Eastern ordinary 18 
a point higher; other prices in this section are without move- 
ment. The India Rubber, Gutta Percha, and Telegraph Co. 
has passed the interim dividend on the ordinary shares. The 
last time anything was paid on these was two years ago. 
Henleys are 1/16 better at 21. Edisons gave way to 4s. ба. 
English Electric preference are a shade harder. General 
Electrics are again lower at 20s. 3d. The group as a whole 
however, is quiet, with preference shares in steady request. 
Amongst the new issues, Calcutta Electric 7 per cent. second 
debentures hardened to 24 premium. Madras debenture and 
Indian Electric debenture have both eased off a little to their 
par prices. The rubber market is dead, and amongst arma- 
ment and engineering shares there is so little business going 
on that prices remain virtually as thev were a week ago. 

Metropolitan Vickers 6 per cent. prior lien debenture ia 
to be repaid on January Ist next. This will effect a saving of 
interest to the company, but the ordinary at 24s. 6d. are 
a few pence down. Victoria Falls ordinary have hardened 
to 12s. 9d. owing to a general rise in South African shares. 
The speculative investor is inclined to look kindly upon the 
company's 6 per cent. participating preference shares at 22s. 
For some years past, these shares have received their maxi- 
mum 10 per cent. This may be reduced by reason of the 
recent disturbances on the Rand, but is likely to be resumed 
as matters become more settled. 


SHARE LIST OF ELECTRICAL COMPANIES, 


HoME ELECTRICITY COMPANIES. 


Dividend. Price 
^—— — Јипе 27, Riseor Yield 


1920. 1921, 1922 fal p.c. 
' Brompton Ordinary xis säs РЕ y | 18 7 — £8 0 0 

Charing Cross Ordinary... iii 9 6 — 611 0 
do. do. do. 4 Pref. .. d 44 BA — 516 2 

Chelsea o d. ac 6 6 58 — 568 

City of London  ... uu M 4 88/9 — on Ж; 
do. do. 6 per cent. Pref... 6 6 9200 — 568 

County of London 8 8 li + gy 620 
‘do. do. 6 per cent. Pref... 6 6 ^ — 518 0 

Kensington Ordinary... 7 ФР 9 10 7 — 7.0 4 

London Electric ... 2h 4 9. — 517 8 
do. do. 6 per cent. Pref... 6 6 44 — 6 3 1 

Metropolitan 7 7 5 — 618 4 

do. 43 per cent. Pret... 44 44 3 — 6 0 0 

St. James’ and Pall Mall МА 5, One 8 — 7 1-4 

South London  .. э сев 7 7 — 8 0 0 

South Metropolitan Pref. А pà 7 1 -- 518 0 

Westminster Ordinary . i «o A dE 7È — 615 0 

TELEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel. Pref. ... ..  .. 6 6 p — 516 0 
do. Del . o 14 846 234  — 7 6 0 

Chile Telephone .. НР Ф AF 6 6 ' ба — 415 1 

Cuba Sub. Ord. ... "Y ЕР 5% 7 7 8 -— 8 4 8. 

Eastern Extension EM бык xe a 10 18 — . BB 1 

Eastern Tel. Ord. sie e 10 10 188 +1 Бб. 

Globe Tel. апа T. Ord. . a ә 10 10 19 —- 5 5 8 
do. do. Pref. - is 6 6 11à — 5 710 

Great Northern Tel. ... uaa se 38 22 30 — 7 6 8 

Indo-European ... - РРР w 40 10 874 — 6 3 5 

Marconi pe sa. 2 15 28 — i 6 6 4 

Oriental Telephone Ord. ap 2 "ДФ 12 д — s 416 0 

United R. Plate Tel. А гь РЕ 8 8 т) — Б 8 6 

West India and Panama sae ao NA GNE 5/. — Nil 3 

Western Telegraph er A .. 10 Ю '- 18. — "Б 80 

HOME RAILS 
Central London Ord. Assented PN 1 1 68 — 517 8 
Metropolitan bc) a ‘iy 14 2 45 — à Б 00 
do District ... a eas Nil 1 854 — 216 4 
Underground Electric Ordinary .. Nil Nil 2 - Nil 
do. do. "A" ca Nil Nil 66 — Nil 
do. do, Income 2d 2 4 B14 — *418 0 
FOREIGN TRAMS, &c. 

Anglo-Arg. Trams, First Pref. i 54 " 38 — 711 8 
до. до. 2nd Pref... Nil 5 91 — b 768 
do. do. 5 per cent. Deb.. 5 5 80 +1 6 50 

Brazil Tractions.. .. Ni Nil 52 —1 7 13 10 

British Columbia Elec. ‘Rly. Pce. dup 5 5 — 6 4 8 

do. do. Preferred ... 5  99/. 69 — *6 13 0 
. do. do. Deferred  ... 8 194/. 73 .— *8 10 0 
do. do. Deb. ... i 44 4i 79 — 577 
co Trams. 5 per cent. Bonds ... Nil Nil 71 -- — 
do. do. 6 per cent. Bonds ... Nil Nil 87 — Nil 
Mexican Light Common e imc AXE НИ — Nil 
do. Proto .. ма н Nil Nil 58 — Nil 
do. lst Bonds... .. Nil & 744 —1 614 3 
MANUFACTURING COMPANIES, 

Babcock & Wilcox su i бе “ЖИЙ. 20 8 — 5 6 8 

British Aluminium Ord. P im M $3 € e 

British Insulated Ord. ... vas we d$ 35 2k — 719 

Callenders ... ТРА х TA - 15 16 29; — 758 
» 64 Pref. A ni бә 64 64 lic -- 59 Б 

Crompton Ord. ... "RE 422 s. 3 18/9 — 10 13 4 

Edison-Swan EY l0 — 4/6 — oan 

do. do. 5 per cent. Deb. a 5 5 65 — " 18 10 
Electric Construction ,.. з ce AD 40 145 — 716 0 
English Electric ... Ж "S РРА 8 8 15/- — 6 13 4 

do. do. Pref "S 6 6 18/9 + 6d. 6 8 0 

Gen. Elec. Pref. ‘64 23/9 + 64. 5 11 10 
do Ord. 10 10 20/3 —94. 917 6 

Henley ina ке "x is - Ab 18 4 + ү, 613 4 

dos ST uu cue £e —— 44 44 4 = Б 210 

India-Rubber in T Ы єє. 40 << 14 - PON 

Met.-Vickers Pref. T» e FA E. B 9 — 611 2 

Siemens Ord. ese ‚ ж аба as. 10 10 27/- ame) % 8 2 

Telegraph Con. .. .. .. ^ A" 35 251 — +611 6 


M Dianie pald tobe of Lubome Pas. 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances, 


Wednesday, June 28th. 


Latest Fortnight's 
CHEMICALS, &c. | Price. Inc. or Dec. 
а Acid, Oxalic ... per lb. | ва. РА 
а Ammoniac, Sal .. рег ton . £63 = 
a Ammonia, Muriate darge crystal) i | #52 #6 dec. 
а Bisulphide of Carbon  .. " | з TN 
8 Borax... 45 ‚зә ч РА - 
a Copper Sulphate cue р б £27 10s. 
а Potash, Chlorate - per lb. 5d. to had. 
a  , Perchlorate H5 б 73а. 
а Shellac .. perewt. | £18 15s 
a Sulphur, Sublimed Flowers i ё £12 
a xd Lump T a 556 ve £11 y 
a Soda, Chlorate os .. per lb. зїа. as 
а ,, Crystals ян per ton | £6 £1 dec. 
a Sodium Bichromate, casks per Ib. | 54d. E 
METALS, &c. 
b Aluminium, Ingots... per ton £120 А 
b = Wire ... eas per Ib. 1/9 to 2/6 d 
b Sheet . 1/6 to 2/- dn 
p Babbitt's Metal and Anti-friction Metal— 
Grade I ... е Аа per ton net £145 et 
Grade II. adi —- 7 РЯ £105 s 
Grade HI ө ae | £61 ёғ 
с Brass (rolled metal 2” to 12” basis) per lb. | 9 A 
€ ,, Tubes (solid drawn) es | Mid. to 1/ EN 
CS . Wire, basis. ҸЕ e | 9. БРЕ 
с Copper Tubes (solid drawn) — ... е 1/15 utd 
с » Bars ре selected) per ton | £94 mn 
c » Sheet.. Bs T sd - £94 = 
с Rod saa e £94 E 
" MET (Electrolytic) Bars T d £71 £1 inc 
d РА А Sheets = н £145 10s РА 
a. и »" Wire Rods s £81 £1 ine. 
d à H.C. Wire per Ib. 105,d Аа. inc 
f Ebonite Rod ... és» "T 2d р 3/6 Ж 
ss Sheet... hs ui n dn 8/- PR 
n German Silver Wire n e á 2/6 ки 
h Gutta-percha, fine . SN ide » 12/6 um 
В India-rubber, Para fine... s 10d. 1d. dec. 
1 Iron Pig (Cleveland Warrants) .. per ton 90/- an 
» Wire, galv. No. 8, P.O. ). qual. P £25 
g Lead, English Pig .. ы £26 
& Mercury .. per bot. |£11 105. to £11 15s. аа 158. дес. 
е Міса (іп original cases) small ... per lb 3d. to 3/- 
i-o E medium ... ji 4l- С 8/- 
eu A ES large pss a | 10/- to 20/- & up. 
р Phosphor Bronze, plain castings р 1/1 С 
р » drawn bars and rods М | 1/3 
p » rolled DIDA & sheet a 1 бан 
р „ Wire ... А si 1/ ‘ae 
o Platinum РА per oz. `` £19 10s us 
d Silicium Bronze Wire per lb. 1/1 "n 
r Steel, Magnet, in bars - E id 
n Tin, Block (English) per ton £152 10s £2 inc. 
n , Wire, Nos. 1 to 16 рег lb. | 3/- V 
Quotations »upplied by 
a G. Boor & Co. g James & Shakespeare. 


b The British Aluminium Co., Ltd. 
c Thos. Bolton & Sons, Ltd. 

d Frederick Smith & Co. 

e F. Wiggins & Sons. 


h Edward Till & Co. 
1 Bolling & Lowe. 
1 Richard Johnson & adiu: Ltd. 
п Р. Ormiston & Sons. 
f India-Rubber, Gutta-Percha and o Johnson, Matthey & Co., Ltd. 
Telegraph Works Co., Ltd. р C. Clifford & Son, Ltd. 
г W, F. Dennis & Со. 


—— >>= 


X-ray Victim Honoured.—T he name of Dr. Keating Hart, 
who lived in Paris, has been gazetted in the Journal Officiel 
as having ' ' deserved well of France and humanity." The 
Order points out that he had specialised for twenty-fiva 
years in electrical and X-ray therapy, and had rendered great 
service in research work. During the war he showed the 
utmost contempt of danger while attending to the wounded 
under bombardment. Injured by exposure to X-rays he 
underwent two operations on his right hand, but, neverthe- 
less, he continued his work until his death on January 25th 
this year.—The Times. 


Summer Time.—The Ноте Secretary announced in 
Parliament on June 14th, that the Government had come to 
the conclusion that the period of Summer Time in force this 
year could not be made permanent. The representations of 
the agricultural industry against Summer Time operating 
from April to the end of September (during which the clock 
is advanced one hour) eould not be ignored. Hitherto Sum- 
mer Time has been enacted from year to year by Orders п 
Council. A Bill has now been prepared by the Government 
to provide that Summer Time shall come into operation each 
year ‘оп the day following the last Saturday in March." 
and shall last until ‘‘ the day following the first Saturday in 
October." Tt was in moving the second reading of the 
measure that Mr. Shortt announced that this period would 
have to be curtailed. 

Mr. Shortt, at the close of the discussion, assured the agri- 
cultural members that the reduction of the Summer Time 
period should be not less than three weeks at each end—a 
concession which was received with cries of protest by other 
members. 

The second reading of the Bill was carried by 207 to 96. 
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SESS A EE SSS SSS I PSS TS CE IE 
THE GERMANS AND TRADE WITH RUSSIA. 


The Possibilities of the Rapailo Treaty. 


SINCE referring in this journal a short time ago to the economic 
situation of Russia, matters in connection with the latter 
country have advanced a stage by the publication of extracts 
of a treaty concluded between Germany and Russia. What 
the Rapallo Treaty will really mean to the contracting Powers 
must be left for the future to decide. In the meantime atten- 
tion may be directed to two articles bearing on this question 
which were published in the Berlin E. T. Z. on May sth. 
Che first is said to be largely based upon statements made 
by a German otħeial industrial newspaper, while the second 
is an independent contribution. 

Taking the two articles in the order given, it is first recalled 


that the Soviet control of the export trade and the lack of | 


means of transport and of purchasing capacity naturally place 
obstacles in the way of the re-establishment of normal 
economie relations, and it is adinitted that these obstacles are 
not removed by the treaty of Rapallo. But the treaty can and 
will probably be the basis of joint efforts and appropriate co- 
operation, and if may induce other countries to enter into 
similar agreements. 

A New Customs Tariff.—The Soviet Republic introduced, 

two cr three months аро, a Customs system in connection 
with the trading rights granted to the Central Co-operative 
Association (Centrosojus), which system only possesses theo- 
retical niportance so long as communist State adininistration 
is. carried on. The Customs system, which has been pro- 
visionally fixed for a period of two years, is based upon the 
former Timperial tariff and the levving of duties according to 
the value and on the basis of the gold rouble. 
, Actual protective duties only come into question for the 
Industries in which Russia before the war possessed a note- 
worthy etficienev and which now are in existence in the 
form of State establishments or establishments released to 
private individuals, although these are frequently at а stand- 
still owing to the Jack of eoal and of other raw materials. 

The duties on all Kinds of means of production, jn- 
chiding electrical materials; have been largely reduced as 
compared with those in force. under the former Трета] 
regime, and in the ease of certain goods the duties, in so far 
as thev have already been paid. can be refunded when proof 
is forthcoming that the imported articles are necessary for 
the purpose of reconstruction. A permanent tariff commnits- 
sion is constantly to examine the effects of the rates of duties 
and possibly to nropose alterations. 

At the same time the Soviet Government is occupied. with 
the division of the National Commissariat for Foreign Trade 
into two parts—one to be a legislative department and the 
other a purely mercantile department. The latter is to estab- 
lish joint State-private companies in association with the 
new Russian Bank for Foreign. Trade. which will probably 
find activitv in the foreign trade with the participation of 
foreign capital and foreign initiative. 

Perhaps the first exaniple in this direction is the reported 
formation of a German-Russian company, with a share capital 
of 30 milliards of paper marks. One half is said to be held 
by the Russian Foreign Trade Commissariat and the Supreme 
Economic Council, and the other half by the German firms 
of Stinnes, Krupp, and the Berlin A.E.G. 

Electrical Manufacturing in Russia.—The only matters 
heard of concerning the electrical branch for the present 
relate to '' schemes," although here and there small installa- 
tions and renewals may be carried out. The news issued by 
the Soviet newspapers is declared to be substantially dis- 
tributed for the purpose of propaganda, and must, therefore, 
continue to be received. with caution. As to the activity. of 
Russian electrical manufacturing works, the Russian Eco- 
nomie Life, recently published the following obscure state- 
ments respecting the month of February, the word pro- 
gramme nnplying the quantity of production which had pre- 
viously been arranged to he executed : 

The Lampa Works of Moscow carried out 80 per cent. of 
its programme, with an expenditure of 1.200 kW; the works 
employed 626 workmen and a staff of 157 on March 1st, 1922. 

The Petrograd works of the Siemens-Schuckert Co. pro- 
duced 2,600 machines, as compared with only 1,600 machines 
in January. A percentage of 68 of the programme was exe- 
cuted in February, and the number of workmen was 270. 

The Svjetlana lamp factory of Petrograd turned out over 
36,500 lamps. or 57 per cent. of its programme, but the lack 
of raw materials was perceptible. The sale of lamps con- 
stantly declined and fell from 49,090, in December. 1921, to 
34.600 in February, 1922, when the number of workmen was 
210. 

At the Radio Apparatus Works in Moscow, despite the 
unfavonrable working conditions, the production has recently 
experienced an increase. In December, 1921, the production 
was 5 per cent. greater than the previously arranged pro- 
gramme, in January it was 16 per cent. higher, and in 
February it was 95 per cent. higher. 

The Northern Cable Works in Petrograd surpassed its pro- 
gramme by 26 per cent. in February. 


The Treaty of liapallo.—Dr. H. Westenberger, manager of 
the Literary Department of the Standardising Department 
at Konigsberg, Prussia, who contributes a separate article 
to the E.T.Z., deals with the problem from another 
point of view. He states that through the conclusion of the 
Treaty of Rapallo the German Government has shown the 
German merehant (manufacturer) the way towards the 
future, and bas thereby wished to declare to the whole 
world that the Germans have put an end to the past and 
resumed their old relations with Russia. The question arises 
as to how far this goodwill can already bring about practical 
results. The two commercial parts of the treaty decide 
that Consular relations shall be resumed and the contracting 
parties shall mutually grant the most-favoured-nation treat- 
ment. These аге substantial advances over the agreement 
of May 6th, 1921, but it will depend entirely upon the at- 
titude of Russia as to how far these advances will be able 
to nroduce. vractical results. | 

The cireumstance which i& favourable for German in- 
dustry is that Russia must chietly meet her industrial re- 
quirements abroad during the next few wears. Important 
industrial regions have been lost in Poland and to the border 
States. while the industries in. Russia herself аге so ruined 
by bad management that an inmense amount of capital will 
be needed to render them etficient again. It is not vet easy 
to understand how far the Russian State will be able to 
draw upon foreign capital, but according to the Russian news- 
papers, a plan exists of devoting foreign credit in the first 
place to the benefit of agriculture. the. restoration of which 
occupies the primary position in the scheme of reconstruc- 
tion. 

With the export. of agricultural products and. of. Russian 
minerals it is intended to provide the funds abroad to enable 
purchases to be made of industrial manufactures, and in this 
way establish some equilibrium in the national economy. 
To outsiders this seems to be the simplest and best wav 
towards recoverv, as agriculture is really the most important 
element in Russia. Tf this plan is adhered to, German manu- 
facturing industries will be able to reckon upon a good busi- 
ness with Russia, provided that that country creates the 
conditions which are essential for the successful activity of 
the merchant. 

In this respect Dr. Westenberger states that things are 
still very involved. Plain conditions on the part of the 
Soviet Government are still lacking as to the paths the mer- 
chant can enter upon to-day. The forms of the Russian 
foreign trade have hitherto been restricted to purchases by 
the State Commissioners, the representatives of the co-opera- 
tive associations, the semi-State trusts, and the private 1n- 
dividuals who have been granted permission to make pur- 
chases abroad. 

Difficulties in the Way of Foreiqners.—In general, the 
author states that access to the Russian market 1s closed to 
the foreigner, and, for the present, it does not appear as if 
anv fundamental alteration in this respect will be made in 
the near future, as no settlement has vet been reached be- 
tween those who are in favour of complete freedom of trading 
on the one hand. and those who desire the greatest possible 
restrictions in the admission of foreign merchants. on the 
other, while at the same time maintaining the foreign trade 
monopoly of the State. 

In the opinion of Dr. Westenberger, firm confidence 
can be entertained that through the force of facts the Russian 
Yovernment will be compelled to avoid placing any difheul- 
ties in the wav of the entrance of foreign merchants into the 
country, as otherwise no commercial transactions will take 
place. But some time. will still have to elapse before the 
createst difficulties are overcome. It has further to be taken 
into consideration that a stay in Russia. and the journey 
there, are expensive matters, so that it will, at first, only be 
possible for very large works and firms to perform pioneer 
work on their own footing in Russia. 

The Konigsberg Fair—The way to Russia, however, is 
not closed for these reasons. Exporters will have to make up 
their minds that matters cannot be precipitated at present. 
but that action will have to he taken step by step.. If it 
is wished to avoid the great difficulties which are still con- 
nected with trading with Russia, it will be apvropriate to 
enter the path to that country via the border States. This 
way. however, leads over the German Eastern Fair, at 
Konigsherg, upon which devolves an important part for the 
resumption of trading relations with the East of Europe, 
since the conclusion of the German-Russian Treaty. This 
fair has hitherto been an East Prussian and border State 
fair. The next autumn fair, which will be held from August 
13th to 18th. will for the first time also be a Russian fair. 

Through the revolutionary transformation of the Russian 
economic life the Konigsberg fair acauires exceptional im- 
nortance for the East. as it meets the endeavour of the 
Russian Government to cover the requirements in. manu- 
factures through purchases abroad as far as possible. It is 
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noteworthy in this connection that M. Krassin recently 
stated that the State was highly mistrustful of foreign trading 
representatives in Russia, as it was feared that the State 
would be cheated by them owing to the absence of com- 
petitors. It was more appropriate, M. Krassin said, for the 
State to make purchases at the big fairs at Leipzig and 
Konigsberg. This opinion, the German author remarks, is 
perhaps not individual, but appears to correspond to the 
general views of leading national economic circles in Russia. 


The German Market of the Future.—The autumn fair at 
Konigsberg will be able to reckon on the support of the 
Russian Government, and as direct aerial transport services 
between that city and Moscow have been established, and a 
direct railway connection via Kowno-Dunaberg has now been 
provided without touching Polish territory, it is expected that 
numerous Russians will attend the fifth fair at Konigsberg, 
where also will be found merchants from the border States, 
who cannot be dispensed with as intermediaries for German- 
Russian trade, as they know the manifold ways of the frontier 
trade along which enormous quantities of goods are already 
to-day passing into the Russian vacuum. 

The Konigsberg fair is consequently for German manufac- 
turers of finished products the point where they can start 
the campaign for getting into the Eastern business. The time 
is not far distant when German sale prices will have 
approached the world's market prices and the exports to the 
high-exchange countries in the West, if they do not cease, 
‘will at least be greatly restricted. No doubt the German 
Government had this matter in mind when the treaty ot 
Rapallo was concluded. 

Tt is, therefore, necessary to provide markets for the future; 
and the author states that the Eastern market is the mar- 
ket of the future for Germany. There will be many ways 
of conquering it peacefully, and the Konigsberg fair, where 
the first feelers can be put out and the first relations entered 
into, will be an important step in this direction. 


Russo-German Electrical Partnerships.—Prof. K. A. Krug 
has been making a report on the potential participation of 
the German electrical industrialists in the electrification of 
Russia. After summarily describing the position before and 

during the war, and since. showing Germany’s role, he was 
able, just having returned from Germany, to say that in 
connection with the conclusion of the Russo-German treaty 
considerable activity developed in German electro-industrial 
circles, True, the Entente required of the German Govern- 
ment the promulgation of laws preventing the transfer of 
German capital to foreign countries. Still there can be no 
doubt that the electrical industry of Germany has at dis- 
posal sufficient means to invest in Russia. 


With this in view, Prof. Krug initiated negotiations, and 
at the meetings of the largest German electrical firms, at 
which he was present, it was laid down that the basic form 
for the participation of the German electro-technical industry 
in the Russian market must be the organisation of technical 
bureaus, with the right of using the technical staff of the 
German technical firms that were in Russia before the war. 
The objects of these bureaus would be the repair and supply 
of reserve parts for electric power stations of public utility. 
Then the German electro-technical industry might organise 
in Russia the production of goods not now made there, such 
us turbines, &c. 

the representatives of the German industry expressed their 
readiness to assist in the developinent of the Russian electro- 
technical industry already existing; but expressed a prefer- 
ence to do this under the protection of long-term leases of 
the factories. On the other hand, the representatives of 
the People's Foreign Tarde Committee favoured the partici- 
pation of Germans in the formation of mixed Russo-German 
companies, expressing, however, a preference for dealing 
with a German syndicate rather than with individual firma, 
which, would be in a position to make responsible agree- 
ments with the Soviet Government for hiring a number 
of factories. 

Prof. ‘Krug, however, rather favoured the formation of 
technical bureaus in Russia by German electro-technical firms. 
This would be the simplest form for the investment of Ger- 
man industrial capital in Rusaia; and at the same time 
would be the most suitable as the investment of large sums 
of money requires a preliminary knowledge of the market 
which could be most successfully acquired by the technical 
bureaus. The great question, of course, for the Germans 
would be what Russia could guarantee in the way of disposal 
of goods. Не was of opinion that it would be possible to 
guarantee to the German companies a certain market at 
fixed: pre-war prices; and for the success of the negotiations 
he thought these should be conducted in Moscow. А die 
cussion followed the report, and some members present, 
particularly Polivanoff, thought that the foreign interven- 
tion should begin in those spheres of public economy which 
were competent to improve the position of the country and 
increase its purchasing power, such as agriculture. 

In the end, those of the Government Planning Section 
present at this meeting resolved that the Chief Electricity Sec- 
tion should draw up a statement on the branches; of the electro- 
technical industry in which it was desired that German capi- 
tal should take part; and it emphasised the desire previously 
expressed, that the negotiations with representatives of the 
M electro-technical industry should be transferred to 

oscow. 


ee 


NEW B.T.H. FEEDER PROTECTIVE GEAR. 


For systems where the operating conditions make it either 
advisable or necessary that the protective gear be discrimina- 
ting (i.e., that on the occurrence of a fault only the faulty 
feeder should be isolated), the British Thomson-Houston Co., 
Ltd., Rugby, has developed a new and interesting form of 
opposed-e.m.f. feeder protective gear, for which patent protec- 
tion has been applied for, both for the system and for the 
upparatus. 

The new system has been developed to overcome the 
defects experienced previously with similar forms of pro- 
tection, the principal changes being as follows :— 

(а) A plain ring-cored transformer is substituted for the 
Jess efficient air-gap transformer. | 
` (b) By furnishing an adequate amount of tripping energy 
from the transformers, sensitive fault settings are obtained, 
where required, with plain electromagnetic relays of simple 
und strong construction. | 

(с) Security from undesired operation is obtained by the 
introduction of a controlling bias, and distinction js made 
between earth faults, which require light settings, and phase 
faults, wherein large currents necessarily flow. 

The equipment for each end of the line of a 3-phase system 
comprises three protective transformers, a biasing transformer, 
an earth fault relay and a line fault relay, the external con- 
nections of which are shown in fig. 1. 

The general construction of the biasing transformer is in- 
dicated in fig. 3, where it will be seen that the centre limb 
has two windings, one of which is referred to as the '' opera- 
ting ’’ winding and the other as the '' secondary ” winding. 
The former is connected at that point in the circuit where the 
relay winding would normally be installed, while the latter 
is connected to the relay. There is a simple transformer 
action between the transformer windings, resulting thus far 
in а transformer-operated relay, but additional coils, des- 
cribed as restraining windings. are provided on the external 
limbs of the transformer, and they are connected so as to 
cause a magnetic flux indicated by the dotted lines. It will 
be observed that there is no resultant transformer action be- 
tween the restraining winding and the secondary winding; 
the latter is only energised by the flux, indicated in full lines, 
set up by the operating winding. On the other hand, any 
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current flowing through the restraining winding will tend 
to saturate the outer yoke of the biasing transformer, and 
this may very appreciably diminish the magnetic flux linking 
the operating and the secondary windings, with the result 
that the ratio of transformation will depend upon the cur- 
rent in the restraining winding. 

The object of this arrangement will be made clear by a 
study of fig. 2, which shows the method of applying the bius- 
ing transformer to a single-phase opposed-voltage protective 
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Fic. l.—DiíAGRAM SHOWING EXTERNAL CONNECTIONS AT ONE 
END OF 3-PHASE FEEDER. 


system. The restraining winding is connected across the 
terminals of the protective transformer, so that it will carry 
a current whose magnitude will vary with the load on the 
feeder. The protective relay, on the other hand, is operated 
from the secondary winding of the biasing transformer and, 
as the ratio of transformation depends upon the current in 
the restraining winding, the cssired result is obtained ш 
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that the sensitivity of the protective relay can be made to 
depend upon the load on the feeder. In practice, it is ar- 
ranged that the amount of restraint is negligible so long 
as the main current in the feeder does not exceed the norinal. 

Under heavy overload conditions it will be seen that the 
biasing transformer performs two very nnportant functions, 
1n that it restrains the relay froin operating :— 

1. Due to the capacity currents in the pilot wires of a sound 
fceder. 

2. Due to currents in the pilot wires caused by lack of 
perfect balance in the protective transformers. 

These features overcome the defects of systems in which 
pilot wires are used with balanced transformers and where, 
in order to obtain satisfactory tripping conditions for the 
relavs, the transformers are invariably constructed with an 
air gap. Such transformers are essentially inefficient, and, 
therefore, from the outset, they impose a handicap on the 
designer, while in addition, they introduce manufacturing 
variation which renders it difficult to make the transformers 
interchangeable. The greatest defect, however, is the high 
setting of the relays which is necessitated by the fact that 
these have to carry the high capacity current of the pilot wires, 
which, even under healthv conditions, are charged to a volt- 
age depending on the load that the feeder is carrving. Even 
with sheathed pilot wires. although the settings are consider- 
ably better. it is generally necessary to use a very delicate 
relay and the other features are not improved. 

For the protection of three-phase circuits a further advan- 
tage is gained bv adopting the connections shown in fig. 4. 
In this diagram the biasing transformers are omitted for the 
sake of simplicity. but it will be understood that these are 
employed for each relay in accordance with the principle 
пл in fig. 2, and the complete arrangement shown in 

g. 1. 

The object of the connections in fig. 4 is to obtain a svstem 
in which separate relays with different settings may be em- 
ployed for earth faults and line faults, so that the maximum 
sensitivity may be obtained for the former by ensuring that 
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to deal with. The second element of the biasing transformer 
apphes restraint to the line fault relay under all overload- 
ing conditions, sufficient to cover unbalancing or capacity 
effects. These two elements of the biasing transformer are 
assembled in one case, arranged as shown in fig. 1, to form a 
terminal board from which the connections are made to the 
relays, the protective transformers, and the pilot wires. "This 
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їз an example of the care that has been taken throughout to 
sunplify the installation and operation of this protective 
gear. 

In conclusion, it may be said that the manufacturers have 
applied well-known principles in an original manner to obtain 
a system in which the component parts are both simple and 
robust. It is claimed that the system can be applied to any 
a.c. feeder provided that pilot wires are available, and is 
fully discriminating, so that 
„ёуеп when applied to the most 
complicated network, it will 
only trip out faulty feeders. 

Separate relays are used for 

earth faults, so that without 
using sheathed or compensated 
pilot cables, low settings are 
compatible with immunity 
from tripping when a sound 
feeder conveys a heavy current 
to a faulty section, which is, 
of course, assumed to have its 
own protective gear. 
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they are not subjected to the relatively large currents which 
must flow through a line fault relay when, for example, a 
healthy feeder 1з conveving a short-circuit current to some 
point beyond the protected zone under consideration. This 
is achieved by providing a double-wound transformer at one 
phase and connecting it in the manner shown in fig. 4. 

Under normal conditions. the voltages set up at each end 
of the feeder will balance each other, but pilot wires 1 and 3 
will have a potential difference between them, depending on 
the load current of the feeder. and consequentlv the line 
fault relays will carry the capacity current due to this poten- 
tial. Pilot wire 2 carries no capacity current and will re- 
main at earth potential so long as no leakage current is 
flowing through the feeder. 

On the occurrence of an earth fault on the feeder the 
balance of the protective transformera is upset, and a cur- 
rent will flow through pilot wire 2 and either, or both, of 
the pilot wires 1 and 3, according to which phase has become 
earthed. This current will operate the earth fault relays at 
each end of the pilot wire 2. 

When a fault occurs between two phases, the unbalancing 
of the protective transformers will cause a current to flow 
through the pilot wires 1 and 3, and operate the line fault 
relays. 

Although fig. 4 onlv shows a double-wound transformer 
on the middle phase, in practice all the transformera are of 
this type. to facilitate factory production and interchange- 
ahilitv. The transformers on the other nhases have the two 
windings connected in parallel, but for the sake of simplicity 
this is not shown on the diagram. 

In the complete arrangement shown in fig. 1 the biasing 
transformer comprises two distinct elements, one being ак 
sociated with the earth fault relay and the other with tho 
line fault relay. The element associated with the earth fault 
relay is arranged to exert a restraining effect of sufficient 
magnitude to cover the capacity currents which may flow in 
line 2, due to remote earth faults, and also to provide a 
smaller restraint in the event of a heavy overload due to a 
remote line fault which does not involve breakdown to earth, 
such conditions being usually accompanied by much heavier 
currents than. those associated with earth faults. This fea- 
ture also takes care of any lack of balance which may exist 
between the transformers, there being no capacity currents 


assisted by the use of the 

biasing transformer, which in- 
creases the relay setting under overload ог through 
leakage conditions, and, at the same time, permite the 
use of simple and robust apparatus. Thus the pro- 
tective transformers have a closed iron circuit, and are, 
therefore, free from external magnetic disturbance, which 
is lable to affect the operation of air-gap transformers; 
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interchangeability of transformers for a given circuit voltage: 
is assured, and, owing to the fact that they do not operate 
under open-circuit conditions, the transformers will not be 
unduly heated. The relay is of the simple electromagnetic 
type without embodying «ny restraining coils or magnets, 
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and, due to the inherentlv more efficient design of the pro- 
tective transformers, there is ample power to operate a robust 
relay at a low setting. 

The earth fault relays can be set for between 25 and 50 am- 
peres, depending upon the length of the feeder and the re- 
sistance of the pilot wires. ‘This low setting is of consider- 
able importance for earth faults, as the current 1s usually 
limited by a neutral earthing resistance. The line fault relays 
may, without disadvantage, be set for higher values, for 
example, from 100 to 200 amperes. 


THE TRUE ART OF JOB-FINDING. 
By THE O'RUDDY. 


I suPPOsE it would be better first to give the reasons why I 
consider I know enough about this subject to be able to give 
other people a few tips. 

I find on consulting my diary that since the Armistice I have 
obtained eight permanent and = two temporary situations, 
mostly with electrical concerns, owing. to conspicuous ability, 
intelligence, appearance, &c., and on further consulting my 
diary I find nat owing. to unforeseen circumstances I have 
relinquished nine of them. Forty-seven per cent. of these 
losses were owing to the divergent points of view of myself 
and the management, a further 75 per cent. say, friction losses, 
23 per cent. not enough money, and the remaining 1 per cent. 
1 got the sack. (Mathematicians will now be able to calculate 
whether I am out of work.) 

I think, therefore, I have a right to claim the Electrical Job 
Finding Championship, and if I had not an equal right to style 
myself the Champion Job Loser, I should no doubt be rich. 
Anyone who wants them, by the way, 1s welcome to both 
titles. . 

But this is not very helpful for those unfortunates who only 
want to know how to get one job, and who are probably so 
adhesively constituted as to be able to stick to it for ever if 
they do get it. 

There is really only one channel through which it 18 possible 
to obtain a Job m the electrical trade, and modesty will. pro- 
bably forbid the proprietors of the ELECTRICAL REVIEW men- 
tioning 1t. Having, then, looked carefully through the 
“Situations Vacant". column (or paragraph—lately) choose 
.the advertisements that state requirements most nearly suit- 
able to your attainments and write the best letter of which 
you are capable, carefully varying your attainments to those 
required. You will not be able to keep this up for more than 
a fortnight or so—the composition of letters containing 
brilhant wit, forceful dialogue and sound argument in favour 
of the advertiser's engaging you at fabulous fees being most 
fatiguing—and in course of time vour letters will dwindle to a 
mere catalogue of experiences and virtues, when you may 
begin to hope. You will also, at first, begin by asking the 
salary you think you are worth; later you will ask what you 
think you can get; and finally you will compound with vour 
conscience by offering to take less than that, with the proviso 
that you get a rise if found satisfactory at the end of a trial 
month. At the end of the month—assuming you get the Job— 
your employers will be wondering whether t sack you or not, 
and vou will be feeling far too shaky to mention rises, so the 
salary question will automatically adjust itself. 

The box number has put it almost out of the ordinary per- 
son's power to find out the views of the person advertising, 
but from a long and varied experience І think it is as well to 
be married when applying—a modicum of children will also 
be useful—and this little matter can easily be put right with 
your female colleagues later on. 

llowever, we have only reached the writing point so far. 

When you have written so many letters that by all the laws 
of sweepstakery vou simply mast draw a horse, vou will one 
day receive a letter asking you to oblige the writer by calling. 
You will do so. It is necessary to appear calm during the 
interview. From long practice I think I may say without 


boasting that I am calm—I reckon to get about 25 per cent. of 


the jobs for which I obtain interviews—but you will do quite 
well if you are able to appear so. 

At the outer othce—if there is an outer office—ask for the 
man you want in a Sales Manager's voice. If they ask your 
business sav '' Private " peremptorilv, as though you are 
astounded at their eagerness to poke their noses into vour 
personal affairs. (This sentence is a bit difficult, as thev are 
—or 1s—a flapper or an office boy.) You will now be asked to 
wait, and the best reply to this is to look at your watch with 
as inuch noise as possible, which will ensure your getting the 
next interview. If anybody else appears to be waiting on the 
sume errand as yourself, a certain D'Artagnan de Fairbanks 
insouciance of manner may be helpful in scaring away com- 
petition. Stropping a razor on the boot I do not reconunend. 
Cross and uncross your legs frequently--blow your nose— drop 
your stick—read the paper—laugh at the jokes and leading 
articles—in fact, give as much evidence as you possibly can of 
your complete self-confidence. 

I remember once nearly scoring very heavilv off a nervous- 
looking young man һу means of the Winning Post. and should 
have done so completely but for a tactless and noiseless entry 


by the Presbyterian Engineer I was waiting to see. Unfor- 
tunately he saw me first. 

Once inside, however, these tactics must be completely 
changed. It is of the utmost importance to remember that 
vou are asking the priceless privilege of working for ‘The Only 
Firm in the World. (No matter if the office 1s only a seat at 
a desk while some other firm is out, this is the attitude.) For 
instance, during one interview I was offered a job at an extra- 
ordinary wage. 

" Yes," I said, “ that'll do nicely," I said, “ for my dog's 
keep," I said, * but where do I come in? ” 

" But you'll be working for the Port of Billingsgate Autho- 
riy," exclaimed the interviewer, in tones of pious horror, 
bowing his head as he spoke the awful name. Evidently the 
privilege is worth many obols weekly—but not to me. 

Facial expression must be studied. You should "register" 
initiative, capacity, ambition, resource in dealing with emer- 
gencies, complete knowledge of the business, ardent loyalty to 
The Firm, and an entire unwillingness to accept any salary 
whatever. Call your dog to see if he will come, and if he does. 
kick him with one hand and give him something to eat with 
the other: he will get it about right. 

Be on the alert to answer any questions as you think the 
interviewer would like them answered. If he asks if уоп 
know anything about a.c. motors and vou don't, never mind. 
Sav vou do. Admit jt freely. Tine enough to learn if vou 
vet the job. Produce your best reference and hand it over as 
an Inferior sample. 

If your interviewer should be of the genial, patronising type, 
he may make a joke. If vou suspect this, laugh discreetly in 
such a manner as to be able to convert it instantaneously into 
a cough. (Not too harrowing—it may lose vou the job.) 

Above all things, never betray any gleam of astonishment 
no matter what absurdity may be uttered—it will lose you the 
job. 

I once interviewed the engineer of a large South London 
electricity undertaking. He said he liked me. I thanked him. 
Пе said I had a keen face. T blushed. “But,” he said. "' we 
have a pension scheme, and it is a sine qua non of your enter- 
ing our organisation that vou join it.” 

The excitement of being interviewed in Latin was too much 
for me; my «rin slipped, and Т lost one of the best expressions 
I have ever had. 

'* * Sine qua non” isn't a thing vou say to people," T ex- 
claimed. thunderstruck, “it's in newspapers and the end of 
the dictionary. ГИ turn it up if you like.” The rest of that. 
interview has passed from my memory, but on referring to mv 
diarv T find no record of ever having worked in South London. 

There is. T may say „a short eut to Job Finding, hut 1 can 
only give it in confidence. An Tinscrunulous Person known to 
me once inserted an advertisement in the “ Situations 
Wanted ” column of an electrical weekly, bearing his own name 
and address. He then wrote a long letter to the Editors on a 
subject with which he had no acquaintance. and so timed 
letter and advertisement that they appeared on the same 
Friday—the result being that he was inundated with offers of 
jobs and was able to pick one where the Boss was out all dav. 

“ Publicity Pays "" seems to he the onlv moral to this ather- 
wise immoral story, to which might be added '* and if vou can't 
afford to pay for it, get it for nothing—if you can.” 


POWER SUPPLY FOR THE SOUTH-EASTERN 
AND CHATHAM RAILWAY. 


ELECTRICITY COMMISSIONERS INQUIRY. 


(Concluded from page 59; .) 


The final speeches by counsel for the various parties were 
made on June 14th and l5th. Before that stage was reached, 
however, the opposition cases for the London Campanics’ 
Joint Committee, the Conference of Local Authorities and the 
London County Council had been presented. None of these, 
however, carried the matter very much farther, aud they 
appeared to be largely directed to the point that the status 
quo should be maintained for fear that either the Railway 
Co. or the West Kent Co. should gain an advantage. The 
most logical, perhaps, of these cases, was that of the London 
Companies’ Joint Committee, which was that the Railway 
Co. should be prevented from erecting a power station fer 
that particular purpose alone to the detriment of assisting the 
general supply in accordance with the scheme determined 
bv the Commissioners as the result of last year's inquiry 
Mr. Fladgate, the Chairman of the Joint Committee and of 
the Charing Cross Co.. said that what he aimed at was a 
combination of the existing authorities in two portions, viz.. 
a combination of the local authorities апа a combination 
of the companies. There were strony hopes that the latter 
would be brought about in the comparatively near future. 
and he specially mentioned this possibility in relation to the 
County of London Co., and, in a less pronounced decree, the 
у of London Co. Jf that were done, then arrangements 
could immediately be made to supply the South-Eastern 
Railway from the Deptford station and subsequentiy, to meet 
а large railway load, a new power station would be buit. 
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That was in contemplation if the full combination of the 
companies could be brought about. In the meantime, if the 
West Kent Co. was given the right to supply the Railway 
Co., it would practically be equivalent to giving the Railway 
Co. power to erect a generating station for railway purposes 
alone, because the West Kent Co. had said that without the 
ruilway load it would not require the power station. Не, 
therefore, asked the Commissioners to refuse the Railway Co. 
permission to build a station and leave it to seek the best 
terms from existing authorised distributors. When the ques- 
tion of the Railway Co.'s generating station had been decided, 
then his companies were prepared to go into the question. 
with others, of giving a supply, and the Railway Co. cou'd 
accept what it thought was the best offer. 

Mr. TURNER, for the Conference of Local Authorities, made 
a speech, but called no evidence; in contradistinction to tha 
companies who called evidence, but whose counsel made no 
speeches. Mr. Turner, like the companies, was not in a 
position to make an offer, but he did not wish to see any- 
thing done which would prejudice the local authorities in 
the future. | 

Much the same thing can be said for the London County 
Council, although its position is much the stronger, inas- 
much as it 13 the purchasing authority in the County of Lon- 
don and, in respect of the County of London proposal, has 
a direct interest in seeing that these rights are not inter- 
fered with as the result of the schemes now before the Com- 
missioners. 

Mr. TyLpesLey Jonrs, K.C., for the West Kent Co., ка 
that his offer to supply the Railway Co. started at 0.575d. 
per unit, subject to a rebate of 0.0164. per unit for improved 
efficieney and to rebates as regarded coal and wages, and the 
other load on the station. The figure of the Railway Co. 
was 0.51312d. per unit, delivered at Lewisham. At the very 
beginning, the price the West Kent Co. offered would be 
G57 24d. less the efhaeney deduction, and as the general load 
went up the price to the Railway Co. would get better and 
better. Thus the price the Railway Co. would pay the West 
Kent Co. would be continually improving, whereas if it 
buit its own power station the price must remain stationary. 
Moreover, the power company was not asking for any public 
credit in respect of the necessary сарца! for building its power 
station, and if the power company could supply more cheapiy 
than the Railway Co.. with the aid of private capital, then 
he submitted that it was an advantage that money sho: 
be invested in that way instead. of driving 216 abroad for 
Investment. 

Mr. Споре, K.C.. in the final speech of all, said he | first 
wished to remove the idea that was held by some of its op- 
ponents, at any rate, that the Railway Co. did not want to 
take an outside supply of power on any terms. He clatmed 
that the evidence showed that the Railway Co. had made 
hona fide efforts to secure offers for a supply and had not 
succeeded. Even. the offers. received. before. the Comm'’s- 
sioners did not promise the Railway Co. any advantage over 
what it could do for itself, and if, as was hoped. the Вапу 
Co. could secure powers to dispose of its surplus electricity, 
then the figures placed before the Commissioners would be 
improved upon. In his interpretation of Section J1 of the 
E 'ectricity (Supply) Act. of 1919, he contended that it was 
within the discretion of the Commissioners to grant the 
Railway Co. authority to erect a station even if offers 
had been received for a supply at a decimal place or two 
lower than the price at which the Railway Co. estimated it 
could supply itself, because the Commissioners could. take 
"the general circumstances into consideration, and have re- 
gard to pnblic poliey in the matter. There was no compul- 
sion on the Commissioners to refuse the Railway Co. author- 
itv to erect a power station merely because an offer had been 
made which was lower than the cost at which the Railway 
Co. believed it could supply itself. A case of this kind was 
not one simply of cost. although on that aspect alone, he 
was entitled to succeed having regard to the figures that 
had been put in. Under the Electricity (Supply) Bill now 
before Parliament, railway companies would be entitled to 
dispose of their surplus energy, and that would mean a con- 
siderable reduction in their costs. 

The Commissioners will issue their decision in due course. 


THE SOUTH-EAST LANCASHIRE ELECTRICITY 
DISTRICT. 


ELECTRICITY COMMISSIONERS’ Tvoviry. 


AT the Manchester Town Mall, on June 90th, a second in- 
quiry was held by the Electricity Commissioners, represented 


Һу Sir Harry Haward and Mr. H. Booth, with respect to 


the scheme for effecting improvement: in the organisation 
for the supply of electricity in South-East. Lancashire.* and 
for the purpose of finally determining the area of the dis- 
trict.+ In opening the proceedings, the CHuAIkMAN (Sir Harry 
*Errc. Rev., September 30th., р. 454; and November 4th, 
p. 596, 1921. 
tELEc. Rev., June 25th, 1920; p. 815. 


Haward) said the published scheme! gave effect to the con- 
clusions and decisions arrived at by the Commissioners as 
the outcome of the first inquiry, held in January last. $ Apart 
from minor amendments it was substantially the same as 
the scheme then submitted by the South-Llast Lancashire 
Electricity Committee. No representations had been made 
Indicating opposition to or criticism of the main principles, 
but the 5.Е. Lancashire. Electricity Committee and the Lon- 
don & North-Western and Midland Railway Companies had 
sent to the Commissioners written representutions on certain 
points. 

The sections of the scheme were then taken seriatim. On 
Section 4 the Town CLERK of Manchester, who appeared tor 
the Committee, stated that Article 33 in the original scheme 
authorised the Board to pay on retirement pensions or gratui- 
ties. That provision was omitted from the draft scheme. 
Under the Act of 1919, the Commissioners had power to 
authorise a scheme of pensions for a Joint Electricity Author- 
ity, and he submitted it was equally proper in the case of 
an Advisory Board. 

The CuaigRMaN (Sir Harry Haward) said direct statutory 
authority was required by a public body before it could 
set up a pensions scheme, and such authority was given by 
the 1919 Act to a Joint Electricity Authority with the ap- 
proval of the Commissioners. Parliament having given that 
statutory authority directly, the inference. was that this 
was not a matter Incidental or consequential to the setting 
up of some other body under a scheme under Sections $ and 6, 
The Conmnissioners had no power to do it. ` 

The Town CLERK suggested. that in any amendment or 
modification of the Act this matter should receive considera- 
tion. 

The CHMRMAN said be would communicate the suggestion 
to his colleagues, but he could not sav what view they would 
take of it. It was open to the Committee to put down an 
amendment to the present Bill, and the Government would 
have to consider what line it would take. 

The Tows CLERK pointed out that bv Section 6, Sub-Section 
2, of the Act, it was permissible to make to members of a 
Joint Electricity Authority reasonable compensation for loss 
of remunerative tune. It was equally proper that members 
of an Advisory Board. should. receive such compensation. 
Then in the original scheme it was provided that the Board 
mizht pay to its members, or to the members of the Engi- 
neering Advisory Comnittee, subsistence and travelling ex- 
penses and reasonable compensation for loss of remunerative 
time. Presumably the members of the Engineering Advisory 
Comnnttee, being in the employment of a constituent author- 
itv, would not sustain any loss themselves, but if an author- 
ity placed its engineer largely at the disposal of the Board, 
it would be equitable that it should receive some compensa- 
tion for the temporary loss of his services. He would sub- 
mit a clause dealing with the matter. : 

The CHAIRMAN said the Commissioners had no power to 
include a provision for compensation for loss of remunerative 
time as applicable to members of the Advisory Board. [ft 
would assist the Comiussioners in forming a view upon the 
subject if they were informed whether there was any strong 
desire on the part of the Committee for a provision of this 
kind. As far as the Commissioners’ information. from other 
parts of the country went, it was not generally desired. 
Members of a local authority were not paid for losa of re- 
munerative time, and it was difficult to understand why they 
should receive compensation for their services in another 
capacity. 

The Town CrrnK argued that the Advisory Board should 
be given the same advantages as a Joint Electricity Authority. 

The CHAIRMAN said such provision would have to be on the 
bazis of some scale approved bv the Commissioners. Speak- 
ing from recollection, he thought there was only one case in 
which such a provision had been proposed in the scheme sub- 
mitted. 

In connection with Section 7, co-option of railway en- 
gineers, the Midland Railway Co. submitted a clause pro- 
viding that when the Engineers’ Committee had under con- 
sideration anv question affecting the interests of the railway 
companies the Committee should co-opt a railway companies’ 
electrical engineer, to he nominated by the railway companies 
The Town Clerk intimated that he was instructed to accept 
this clause. 

The CHAIRMAN said it appeared to be a reasonable re- 
quest. To Section 8 words were added entitling the Staly- 
bridge Board to nominate its engineer for election to the 
Engineers’ Committee. 

The Town CLERK said it was desirable that if constituent 
authorities desired to make new arrangements relating to 
the supply of electricity their proposals should be considered 
bv the Board. He therefore asked the Commisaoners to 
consider the propriety of inserting a clause which would com- 
pel constituent authorities to submit proposals relating to 
new contracts, or to the transfer of a Provisional Order. or 
other statutory right to supply. The Board would consider 
whether the proposals were advisable in the interests of the 
district and would make recommendations thereon to. the 
authority concerned and to the Commissioners. 


Екс. Rev., April 91st, 1992; p. 553. 
Екс. Rev., January 2th, 19022; p. 97. 
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The CHAIRMAN: This clause tvould only relate to contracts 
between constituent authorities?  . 

The Town Cerk: That is the idea, we do not want to 
trouble the Board with the multifarious contracts between 
constituent, authorities and private individuals. | 

The CHAIRMAN: We see no objection to the proposed 
clause. It really seems to be an almost necessary addition to. 
the scheme. | | 

The Town CLERK also asked that words be inserted in the 
order to the effect that no recommendation or decision of the 
Commissioners should oblige a constituent authority without 
its consent to do or omit any Act, the doing or omission of 
which would constitute or occasion a breach by a constituent 
authority of any contractual obligation existing on June 30th, 
1922. 

The CHAIRMAN said the proposal would receive the most 
careful consideration. 16 seemed open to certain objections 
from the point of view of public policy. 16 might be ques- 
tioned whether it was really necessary to have in what would 
be, in effect, an Act of Parliament, a phrase which suggested 
that solemn contracts could be broken by some action taken 
in pursuance of the scheme. | | 

Dealing with a suggestion for the appointment of Advisory 
Committees, under Section 4 of the Act, the Town Clerk 
observed that there was an konourable understanding that 
no action should be taken in the area without the knowledge 
and approval of the Advisory Committee. | 

The CHAIRMAN said this question had been raised at several 
inquiries, and had been very carefully considered. The sug- 
gested Committee could not be set up under Section 4, but 
if the present Committee, represented by the Town Clerk, 
were reconatituted, and made more fully representative of 
the district, the Commissioners would be willing to consult 
with it. | 

Mr. CANNING, on behalf of the Midland Railway Co., asked 
that clauses 14 to 20 should not apply to railway companies. 

The Town CLERK said a railway company was an important 
element in this big industrial area, and the Board should 
have knowledge of everything that was going to happen elec- 
trically to that railway company. There was every desire 
on the part of the Advisory Board to work in harmony with 
the railway companies, and to secure co-operation with their 
engineers. | 

The CHAIRMAN pointed out that the railway companies were 
not authorised undertakers. | 

Mr. ARMSTRONG, for the London & North-Western Rail- 
way Co., said they would be glad to receive and consider 
any recommendations made by the Board with regard to their 
generating station, but compulsory powers would be very 
objectionable. It was used for railway purposes only. — : 

The Town Cerk said nobody could say what electrical 
developments would take place in:the future. 

The Снмкмах : This is a matter which we ought to put 
to our colleagues, and they will give it very careful considera- 
tion. 

In closing the proceedings, the Chairman said this was the 
first occasion on which the second inquiry. had been held 
under the Act. It seemed probable that this order would 
be the first to be made and, the Commissioners hoped, in 
due course confirmed by the Minister of Transport and ap- 
proved by Parliament. 


—— MS ÉÉ 


| LEGAL. 


BnrrisH. Тномѕох-Носѕтом Co.'8 PATENT ACTIONS. 


Tx the Chancery Division, before Mr. Justice Astbury, coun- 
sel moved on behalf of the British Thomson-Houston Co. for 
judgment in four actions in respect of patents. Тһе de- 
fendants were: Н. Bake & Co., Childs Thomann, and the 
Empire Electric Татр Co. Counsel said the judgment was 
drawn in the usual form, and his Lordship gave judgment 
for plaintiffs, as asked. 


POSTMASTER-GENERAL v. THE LIVERPOOL CORPORATION. 


THE Court of Appeal, consisting of Lords Justices Bankes, 
Scrutton and Atkin, on June 26th, delivered judgment upon 
the appeal of the Liverpool Corporation from a judgment of a 
Divisional Court, reversing a decision of the Liverpool County 
Court Judge, who had found against the Postmaster-General 
upon his claim against the Corporation, and the agreed cost, 
of £40 8s. "7d. for repairing damage done to the Post Office 
telephone plant by an electric light main belonging to the 
ир аз the electricity authority of the City of Liver- 
pool. | 

The electric light cable had been laid in 1889. It was 
encased in some non-conducting material and further enclosed 
jn an iron pipe. The telephone wire was ig an iron pipe, 
and was adjoining and underneath the electric cable. It had 
been laid in 1903. On August 6th, 1918, there was an escape 
of electricity through & breskage in the non-conducting 
casing material, causing an explosion, which damaged both 
the electric light cable and the telephone wire. Contrary to 
the views expressed by the County Court Judge, the Divisional 
Court held that both on the ground of nuisance and on the 


ground of debt, the Postmaster-General was entitled to suc: 
ceed, and from this result the Liverpool Corporation now 
appealed. 

Lord Justice ВАХКЕЅ, in giving judgment allowing the 
appeal, after stating the facte and referring to the material 
statutory provision cited during the arguments, said that upon 
the facts the Postmaster-General could not, in his opinion, 
occupy any other position with regard to the telephone cable 
than that of a mere licensee. He thought, therefore, that the 
Postmaster-General could not succeed upon his claim. Having 
regard to the finding of the County Court judge, the Post. 
master-General 1nust be regarded as a licensee with knowledge 
of possible damage from the electric main eventually causing 
the damage and deliberately putting the cable in immediate 
contact with the electric main. For these reasons he thought 
the appeal succeeded, and must be allowed with costs there 
and below. and the judgment of the County Court Judge in 
favour of the Corporation restored. 

Lords Justices Scrutton and Atkin concurred. 


WELDRICcS, LrD., v. Quasi Arc Co., Lap. 


Mr. Justice Eve, in the Chancery Division on June 91st, had 
before him an action brought by plaintiffs, of Bush [апе 
House, Cannon Street, E.C., against the defendants, of 5, 
Laurence Pountney Hill E.C. Plaintiffs asked for an jn- 
Junction to restrain the defendants from threatening them 
by means of circulars, advertisements, or otherwise, with 
legal proceedings or liability in respect of falsely alleged 
infringements of patent rights, which defendants claimed to 
be the owners of or jn which they were interested. Defend- 
ants, in their defence, denied there was any threat to the 
plaintiffs. 

Sir Duncan Kerly, K.C., and Mr. C. Terrell! appeared for 
plaintiffs, and Mr. J. Hunter Gray, K.C., and Mr. J. White- 
head for defendants. 

In opening the plaintiffs’ case, Sir Duncan Kerly said the 
defendants had not suggested that the plaintiffs had ìn- 
fringed their patents. Their case in reply to the plaintiffs’ 
charge of threats was that there was no threat, and there 
was only a warning. Both defendants were makers of elec- 
trodes for welding two pieces of metal together. The electrode 
used was covered with asbestos. Defendants were possessed 
of certain patents, but so far as the present case was con- 
cerned only one of them was of importance. That was a 
patent which was an improvement on an earlier patent. 
The first patent to be referred to was 1,274 of 1912, 
and the later one was 11,079 of 1912, which amended the 
previous one with a view to reducing the oxidising of the 
metal. Some time after this defendants commenced ап 
action against a Mr. Scott Anderson, and as the result of 
negotiationa he elected not to defend the action, which came 
on undefended. The defendants obtained a judgment against 
Mr. Anderson, which, counsel remarked, was too wide in its 
terms. The injunction against Anderson restrained him 
from infringing the patent or from selling "any metal 
electrode covered wholly or partly with blue asbestos.'' These 
last words, counsel said, were quite unnecessary. Having ob- 
tained the injunction defendants proceeded to issue circulars to 
the trade, in which they stated that all electrodes covered 
with blue asbestos were infringing patents held by them. 
This later on came to the knowledge of plaintiffs, and it was 
seriously interfering with their business. There were only 
a few firms engaged in making asbestos-covered electrodes, 
and at least one firm was '' bluffed '" by defendants’ circular. 
and ceased manufacturing them. Plaintiffs, finding that their 
customers were frightened. wrote to the defendants, asking 
whether their electrode infringed the defendants’ rights, and 
the latter, having seen samples, replied that the plaintiffs’ 
covering material appeared to be applied as a paste, and 1n 
their view did not interfere with their patemt rights. In 
November, 1921, however, defendants wrote to the Rose 
Street Foundry & Engineering Co., of Inverness, enclosing 
a copy of the circular, and pointing out that they were using 
blue asbestos. The Rose Street Co. were plaintiffs’ manufac- 
turers, and their case was that this amounted to a threat 
against them of legal proceedings in connection with de- 
fendants’ patents. 

Mr. SAMUEL Hunter Gorpon, of the Rose Street Foundry, 
spoke as to the receipt of the letter enclosing the circular 
which plaintiffs complained of. 

Mr. ANDREW Stewart, of Piccadilly, W., a director of the 
Consolidated Pneumatic Tool Co., Ltd., said the company 
proposed to take up an agency for the plaintiffs, but, learning 
of the circular referring to the blue asbestos, he was unable 
to do business with them. 

Mr. J. Hunter Gray, K.C., then opened the case for de- 
fendants. At the outset. he said, he was of opinion that the 
warning issued by the defendants had overstated what was the 
judgment against Anderson, and he had advised his chents 
to modify it. They did not propose to send out any similar 
statements in that form. These remarks, however, did not 
prejudice the defendants in the present action, and his sub- 
mission on that was that the plaintiffs had no cause of action, 
and further, that the circular complained of was in no sense 
a threat, but a general warning to the trade, and nothing 
else but a warning. 
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Mr. Cuas. Hy. CHAMpNeys, chairman and joint managing 
director of the defendant company, stated that the Rose 
Street Co., Inverness, were customers of the defendants, but 
he was not aware till the correspondence in connection with 
the action that there was any working connection between 
them and plaintiffs. 

Replying in cross-examination by Sir Duncan Kerly to 
questions, the witness said he thought he had the sole rights 
to use blue asbestos, and anybody else using 1t would be in- 
fringing the patent. 

Mr. H. F. DiMsDaALE (secretary to the defendant company), 
and Mr. STROHMENGER (the other managing director), gave 
similar evidence. 

His Lorpsuip, giving judgment, said this was a case which 
presented a great deal of difticulty, and had he reserved his 
decision he did not think he would have been in a better 
position to come to a conclusion. The facts were not really 
in dispute. In 1921 plaintiffs discovered it was possible to 
utilise blue asbestos after pulverisation and making it into 
a paste, for the purpose of covering electrodes. Defendants 
got to know that these were being put on the market, and 
in July of that year the plaintiffs took a strong but perfectly 
straightforward course by writing and asking if they were 
infringing the defendants’ patent. Defendants eventually 
wrote that the paste did not come within the scope of their 
patent rights, not knowing that the paste was made of blue 
asbestos. Later in the year they found that the Rose Street 
Co. was dealing in blue asbestos, but did not know that that 
company was intimately associated with the plaintiff com- 
pany. The result was that defendants wrote that the paste 
was not an infringement. but if blue asbestos was used they 
would stand upon their rights and take proceedings. 
Under those circumstances his Lordship said he did not see 
how it was possible to hold that the plaintiff company was 
aggrieved. The circular was a general warning that defendants 
intended to assert their rights if there was anv infringement 
of their patents. The action failed, and would be dismissed 
with costs. 


KEATING v. RUMENS. 


AN action came before Mr. Justice Russell in. the Chancery 
Division on June 30th, in which Thomas Keating, of West- 
conibe Hill, Blackheath, electrical engineer, sought а declara- 
tion that a partnership subsisting between him and Percy 
John Rumens, of Winchmore Hill, N., was dissolved as from 
November 26th, 1921, and for an order for the winding-up 
of the business. 

Mr. W. Hart, for the plaintiff, said he claimed that the 
partnership was determinable by notice. He was a certifi- 
cited electrical engineer, and in 1919 he purchased an 
electrical contractor's business at the Broadway. Winchmore 
Hill. Through doing some wiring at the defendant's father's 
house he got into touch with the defendant, who, in con- 
sideration of becoming a partner, agreed to put £500 into 
the business. The business was carried on as a partnership 
from Septeniber 29th, 1920, until (as plaintiff contended) 
November 26th, 1921, when it was put an end to by notice 
from the plaintiff. | 

Тһе defendant claimed that the partnership was upon the 
irue construction of the deed, for an indefinite time, and that 
the plaintiff and defendant agreed to continue it until the 
terms were altered by mutual consent in writing. He con- 
tended that the plaintiffs’ notice of termination was invalid. 
He counter-claimed that the partnership was to continue in 
force down to judgment in that action. and that the agree- 
ment should be rectified by substituting a provision that the 
partnership should not be altered or ended except by mutual 
consent. | 

After the luncheon interval, however, it was announced 
that the parties had agreed to stay all proceedings in the 
action upon terms, one of which was that the defendant 
should buy out the plaintiff's interest for £450. 


SOCIETE ANONYME INTERNATIONAL DE TELEGRAPHIE Sans Еп, 
vU. AMBATICLOS. 


In the King’s Bench Division, on June 27th. before Mr. Jus- 
tice Roche, an action was brought by plaintiffs, a Belgian 
company, against С. E. Ambaticlos, for £871 11s. 4d. rent 
due of wireless apparatus supplied under an agreement made 
in July to the steamship Evangelos, of which the defendant 
was alleged to be the owner. The defence was that it was 
not the defendant who was liable under the agreement, but 
his brother who was the owner of the vessel. Mr. N. 6. 
Samuels appeared for the plaintiffs, and Mr. Valetta for the 
defendant. 

After evidence had been called in support of the plaintiffs’ 
ease, the hearing of the action was adjourned over the Tong 
Vacation to enable further discovery to be made for the pur- 
pose of obtaining information as to who'waa the registered 
owner of the vessel. | 


THEFT OF ELECTRICAL Goons. 


Ат Glasgow Sheriff Court, on June 22nd, five men—Wolfe 
Freedman, Jack Taurff, Peter Murphy, Thomaa Dickson. and 
John Tyler—were charged with having, in concert with 


another man, between January lst, 1922, and April 3rd, 1922, 
on the premises of Messrs. Wood & Cairns (Ltd.), 65, 
Waterloo Street, Glaagow, stolen 1,774 electric lamps and a 
quantity of other electrical goods, including switches, cable, 
key switch holders, adapters, batten holders, wooden blocks. 
shade carriers, ceiling roses, and an electric iron, the total 
value being £300. Taurff failed to appear when called upon. 
His bail was accordingly declared to be forfeited, and a 
warrant was granted for his arrest. When part of the evi- 
dence had been heard it was announced on behalf of Freed- 
man, Murphy. and Dickson, that they desired to plead guilty. 
A verdict to this effect was given by the jury, who found. 
John Tyler not guilty, and he was discharged. Sentence ot 
three months' imprisonment, with hard labour, was imposed 
on Freedman, Murphy, and Dickson. 


NORTH METROPOLITAN ELECTRICAL POWER DISTRIBUTION Co., 
Lro., v. Purity Lacnpry DyriNG & CLEANING Works. 


On June 27th this action was heard in the King's Bench 
Division. Plaintiffs claimed £179 for electric power supplied. 
Mr. Justice Roche gave judgment for the plaintiffs for the 
amount claimed, with costs. The particulara will be reported 
in our next issue. 


CORRESPONDENCE. 


Letters received by us after 5 p.m. om Tuesday cannot appear 
until the following week. Correspondents should: forward 
their communications at the earliest possible moment. No 
letter can be published unless we have the writer's name and 
address in our possession. | 


Measuring Total Current. 


In connection with the measurement of direct current 
from a number of machines feeding a set of common bus- 
bars, the problem of being able to obtain the combined 
current value from all the machines by a single ammeter 
reading has urisen. 

One possible solution would appear to be the mounting of 


t L t L L L L L L 
BUS BARS 
[S aus: an} [38 
Diagrammatic lay-out of generators G, each supplied with shunts s. The load 


may be taken off at апу or all of the points boas circumstances may require. 


several millivoltmeter movements, connected to the shunt on 
the switchboard of each machine or to a common point. 
Through the medium of your journal 1 hope, therefore, to 
gain some knowledge from those of your readers who have 
experienced a similar problem. 
The accompanying sketch will make plain exactly what is 


required. 
| Е. A. Cook. 
Newcastle-on-Tyne, June 20th, 1922. 


Where are the Young Men of the I.E.E.? 


In reply to Mr. Moore’s letter, I beg to state that one of the 
chief reasons for our absence from the Scottish and other 
meetings is the lack of recognition and encouragement by the 
senior members of the Institution and their ‘ superior ” 
demeanour towards students and graduates. What encourage- 
ment does the Institution give to its younger members? In 
my experience—very little. | 

At work the student or graduate is rarely recognised by his 
chief, who is an M.I.E.E., and when applying for a better 
position, being a younger member of the Institution has no 
weight whatever, even when the appointment is in the hands 
of an M.I.E.E. 

Until the Institution. takes the matter in hand, or the 
chief engineers, who are members, co-operate and give the 
younger members—especially those under them—the necessary 
encouragement and occasional '' lift," you will find that the 
'" Young Men of the L.E.E." will always be in the minority 
at the meetings, &c., of the Institution. | 


Younger Member. 
June 26th, 1922. | 
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Тһе Neon Lamp “ Blink." 


Notiang the recent correspondence on the neon lamp, I was 
not under the impression that the blinking was anything to 
cause discussion. I purchased a neon lamp of the frosted 
pattern some time ago and found that it blinked when switched 
off. I changed my main leads over at my distributor box, 
and the lanp went out, showing that the particular lamp- 
holder where the lamp was inserted was alive to earth instead 
of the switch. I then used this neon lamp as a test lamp, 
and found on my installation of both lighting and power that 
some lampholders and plugs were alive and others not. This 
lamp was a help in remedying these faults, and now every- 
thing is O.K., i.c., the neon lamp does not blink on any car- 
cuit when switched off. 

H. A. Whitehead. 


London, June 27th, 1922. 


- 


PARLIAMENTARY NOTES. 


(Dy Оск SpeciaL REPORTER.) 

Metropolitan Electric Supply Co.—On June 20th Mr. G. Bal- 
four asked the Secretary of State for War whether he was 
aware that on the 15th November, 1921, the chief valuer 
of the War Ottice Directorate of Lands informed the Metro- 
politan Electric Supply Co. that it was proposed to surrender 
part of about nine acres of the company's land at Willesden, 
which had been commandeered without compensation under 
the Defence of the Realm Act, on the 26th August, 1915; 
that on the 29th November, 192], at a personal interview, 
the chief valuer informed the general manager of the com- 
pany that the Government was willing to surrender the 
whole site and reinstate the land, and that although the 


company’s agents had since made repeated applications to 
the department they were unable to ascertain at what date 
or on what terms the Government was prepared to sur- 
render and reinstate the land; and whether, in view of the 
fact that under Section 2 (i) Ui) of the Indemnity Act, 1920, 
claims for compensation must be lodged with the War Com- 
pensation Court by the 31st August, 1922, he would instruct 
his Department to deal with the matter without further 
delay. 

Sir L. WonruiNGTON Evans said that the surrender of the 
site had been delayed pending negotiations as to the possible 
sale to the company of a siding constructed on the land 
by the Government. The company having now decided. not 
to purchase this siding, the site was being handed back to 
it, and it was asked on the 15th inst. to supply details of 
the basis of its claim for compensation in lieu of reinstate- 
ment. 

S.E. & C.R. Guarantee.—Mr.. Wise asked what security the 
Government would hold against the advance to the ‘South- 
Eastern Railway Co., under the Trade Facilities Act. 

Sir Jons Ваш said that the hon. member was under a 
misapprehension. No advances were made by the Govern- 
ment under the Trade Facilities Act, which was limited to 
guarantees of loans raised by the parties concerned. The 
South-Eastern & Chatham Railway Co. had undertaken to 
make annual payments sutficlent to cover the service of the 
guaranteed loan. 


Empire Wireless —Mr. Hurd asked what was the nature 
of the contract made between the Australian. Government 
and the Marconi Australian Wireless Co.; had the British 
Post Office any share in the arrangement; and what means 
were now proposed to bring Australia into the British Govern- 
ment’s Empire '' wireless chain.” | 

Mr. Pike Prase, Assistant Postmaster-General, said that 
the Pritish Post Office had no share in the arrangement, 
except to the extent that the contract contemplated communi- 
cation with a atation in this country, and that for the erec- 
tion of such a station the co-operation of the British Post 
Office, in some form or other was necessary. The bearing of 
the contract on the Empire wireless scheme was under the 
consideration of the Government. 

Mr. Herp asked whether the conference with the Canadian 
Government regarding the Empire wireless chain, which 
waa announced as about to take place more than a year 
ago, had vet been held: and what was Canada's present re- 
lationship towards the Empire wireless project of the British 
Post Office. 

Mr. Pike Prasp said that informal conversations only had 
so far taken place. The Canadian Governinent would shortly 
send two technical representatives to discuss the whole subject 
with representatives of His Majestv's Government, and after 
these discussions had taken place it would be possible to 
describe the attitude of Canada towards the Empire wireless 
scheme. 


Water Power for Electrical Generation.—Mr. Мил. asked 
the Parliamentary Secretary to the Ministry of Transport 


Whether, in view of the continued problem of unemployment 
und conseyuent unproductive expenditure on unemployment 
pay and local relief, he would reconsider his decision not to 
proceed with the recommendations of the Water Power Re- 
sources Committee appointed to consider the utilisation of 
Water power for electrical generation. 

Sir W. MitcHELL-THOMSON, who replied on behalf of the 
Board of Trade, said that legislative authority had гесепиу 
been obtained, in one case, and in two other cases was being 
sought in the present session, by the promoters of  water- 
power undertakinys. 


Private Dills.—In the House of Lords, on June 91st, the 
London County Council (Tramways and Lmprovements) Dill, 
and the Grampian Electricity Supply ВШ, were read a second 
time. Тһе North Metropolitan Electric Power Supply Bil 
was read a third time and passed. 


London Electric Power Charges.—On June па. in the 
House of Commons, Lieut-Col. ARCHLR-SHEE asked the Par- 
hamentary Secretary to the Ministry of Transport, why the 
charge for electric power supplied by the County. of London 
Electric Supply Co. still remained at lid. plus 90 per cent., 
in view of the reduction in the eost of material and labour; 
and whether he was aware that there was a general feeling 
of dissatisfaction amongst the consumers of this company's 
electricity owing to the fact that the high cost was detn- 
mental to the revival of trade. - 

Mr. ARTHUR NFAL said that the Electric Lighting Orders 
under which the company was authorised to supply electricity, 
fixed the maxumum price which might be charged to con- 
sumers. The price mentioned in the question was within this 
maximum. Не had no knowledge as to any general feeling of 
dissatisfaction. He was оглед that representations had 
only been received from one consumer in London, and one 
in the Crovdon rural district. 


Special Orders.—On June 23rd a number of Special Orders. 
made by the Electricity Commissioners under the Electricity 
(Supply) Acts, 1552-1919, and confirmed by the Minister of 
Transport under the Electricity (Supply) Act, 1919, were 
approved by both Houses. 


London and Home Counties Inquiry.—Sir JAMES REMNANT 
asked what was the cost to the authorised undertakers supplv- 
ing electricity in the proposed London and Home Counties 
Electricity District of the inquiry held by the Electricity Com- 
missioners in June and July last, with reference to schemes 
for the establishment of such an electricity district; and whut 
had been the result of that inquiry. TES 

Mr. NrAL said he understood that the Electricity: Commis- 
sioners had no information as to the eost incurred by the 
authorised undertakers at the public inquiry in question. As 
the result of the inquiry, the Comnussioners issued in Decem- , 
ber last a statement of their decisions, which was circulated to 
all interested parties, and were now engaged on the prepara- 
tion of a draft Special Order. 


Cost of Electricity Commission.—On June 96th, Sir JAMES 
REMNANT asked the Parliamentary Secretary to the Ministry of 
Transport whether, under the Electricity (Supply) Act, 1919, 
the salaries of the Electricity Commissioners, their staff. othce 
and other expenses had to be paid by the authorised under- 
takers supplying electricity throughout the country; what those 
salaries and expenses for the уеаг 1921 amounted to: and 
Whether he was aware that a compulsory levy was now being 
made on the undertakers to recover them, | | 

Mr. NEAL said that the answers to the first and third parts 
of the question were in the affirmative. The net cost of the 
Electricity Cominissioners in. the financial year 1921-22 was 
approximately £40,000. | 

Sir J. REMNANT asked the hon. gentleman if he was aware 
that since the introduction of this Bill something like £250,000 
had been spent by the Electricity Commissioners, which 
was charged. to the authorised. electricity authorities through- 
out the country; and if that was so, how could he expect, 
with these expenses being piled on them, that they could 
reduce the price of electricity. ` 

Mr. NEAL said that he could not accept these figures. 

Sir J. Remnant: They are absolutely correct. 

Electric Power in Palestine —On June 27th Mr. MaLowrE 
asked the Colonial Secretary whether he had information to 
the effect that in the early summer of 1920 Suleiman Rabbub 
and other well-known Bethlehein. Arabs applied for a con- 
cession for electric light and power, agricultural develop- 
ment, and motor transport in the Jerusalem district ana 
Jordan vallev; that they stated that they were already in 
possession of a capital of half a million and would have no 
difficulty in raising £2,000,000 or more if necessary ; and that 
Suleiman Rabbub was informed by the administration that 
no concessions were being made at the time, but that the 
application would be considered later; whether a report had 
been received on this application; and. if so, what was its 
nature. 

Mr. Снивснил, said no information on this subject was 
on record either in the Colonial Office or in the depart- 
ments which dealt with «the administration of Palestine 
during the period referred to. The officer administering the 
Government of Palestine had been instructed to ascertain 
the facts and report them to him (Mr. Churchill). 
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NEW ELECTRICAL DEVICES, FITTINGS, AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest. 


The ** Sims ” Small Power Plant. 
Messrs. Sims & Sims, Stanhope Terrace, Gloucester Gate, 


N.W.1, have recently put on the market a compact type of 
lighting and power pl: int suitable for country houses or estab- 
lishments of similar size. 

It consists of an engine, which can be operated on petrol, 
paraftin, or town's gas, coupled to a d.c. generator, together 
with a battery. 

The engine is of the single-cylinder, 
type. The cylinder is surrounded by а water-jacket con- 
nected to a water-circulating system. The connecting rod 
and crank shaft are manufactured from solid steel forgings. 
The speed is controlled by a centrifugal governor. The car- 
burettor is of simple construction, consisting of an outer brass 
casing, at the top of which is an inverted valve of light con- 
struction held up to its seat by a light spring. Immediately 
above the valve seat are air holes covered with an adjustable 
louvre plate with corresponding holes. The adjustment is 


four-stroke, vertical 


effected by hand. Magneto ignition is provided. The dy- 
namo 1х of a standard type, mounted on the кате bedplate 


as the'-engine, and directly coupled. The number of cells in 
the battery ranges from 14 in the three 25-V smallest sizes, 
to 54 in the four largest (100-V) sizes. The set is made in 
ten different sizes, including three producing power at 50 V 
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Fic. 1.—THe " Sivus”’ бмАЦ Power PLANT. 


The sizes of the engines 
and the dynamo output from 0.5 


besides those already mentioned. 
range from 1j to 12 h.p., 
to 6.4 kW, 

The set is semi-automatic, and the control- -gear and instru- 
ments can be mounted over the dynamo, as shown in the 
illustration (fig. 1) or separately on a wall. 


A Wall-type Oil Switch. 


We illustrate in fig. 2 a wall-type h.p. oil switch, manu- 
factured by Tramway SUPPLIES, LTD., Leeds. In this switch— 
as in the line of which it forms a part—conductors and con- 
tacts are liberally proportioned, and the latter are easily re- 
newed. Length and rapidity of break, head of oil, and air 
cushion are in accordance with up-to-date practice. The 
vitreous porcelain insulators used are so arranged that they 
are only subjected to compression, while the oil tank is of 
pressed and welded high-tensile steel reinforced round the 
arcing zone with anti- “explosive bands. tefinements which 
will specially appeal to the user are the thumb catch on a 
loose handle, which prevents accidental opening of the switch 
when cleaning; the press button release; conspicuous "on ”’ 
and “о” indicator; and the tank fixing device which 
enables one man to remove and replace the tank with ease 
and safety. 


A Rapid Electric Water Heater. 


Another devi-e for the rapid heating of water by elec- 
trical means has been brought to our notice by Mr. К, 
BRONTMAN, 139, Bournemouth Road, Parkstone, Bournemouth. 
This, the ' Electrawa " water heater, illustrated in fig. 3, 
18 made in three sizes holding one, two, and three gallons 
respectively, the electrical loading being 1 kW in each case. 
The element is arranged for three-heat control, giving 400 W, 
600 W, or 1,000 W as required, and extends to the full length 
of the apparatus, being contained in a watertight barrel sup- 
ported on the base by a centre bolt. This element can easily 


Fic. 3.—TuHe ** ELecTRAWA ” 
Fig. 2. ; Оп, SWITCH. Water HEATER. 
Носкіха, 37, Victoria Street, Bristol, have been given sole 


be removed and replaced when necessary. The outlet pipe 
to the tap is brought up to within a short distance of the 
top of the tank, thus providing a safeguard against the run- 
ning dry of the apparatus. A gallon of water is brought to 
the temperature usually required in 8 or 10 minutes. The 
temperature of the water can be adjusted by means of a 
‘Cold’ tap, which permits cold water to flow through the 
same outlet. The cylindrical tank is of nickel-plated copper, 
and its heat-retaining construction allows the water to re- 
main at a high temperature for six hours after the ejec- 
tricity has been switched off. The largest size is fitted with 


a shower-buth attachment as shown below. 
Ihe makers also have a continuous hot-water flow geyser 
the “ Ideal Electrawa ” bath geyser, which is made in two 


sizes, loaded to 25 and 40 A respectively in four elements. 


Combined Electric Oven and Water Heater. 


A new type of combined electric cooker and water heater 
been 


Messrs. ROYCE AND 


and 


has provisionally protected, 


е9 a ee 


selling and manufacturing rights by the inventor. The prin- 
ciple of the apparatus is to utilise the waste heat of the oven, 

after cooking operations are completed, to heat a large quan- 
tity of water without expenditure of electrical or any other 

energy for that purpose. A test made recently showed that 
whereas the cooking oven was very efficient, a quantity of 
nearly five gallons of cold water was raised to a sufficiently 
high temperature to be suitable for the purpose of washing 
up greasy dishes, and for general household use, and the 
inventor fully anticipates that with a slight modification of 
his original design, at least three gallons of cold water can 
be brought to boiling point. А hot-water heated cupboard 
is fixed to the oven for the purpose of warming plates, «li-hes, 
&c. The internal dimensions of the oven аге 21 in. highs 
15 in. wide. and 15 in. deep, and the loading is under 2 kW 
on full heat. Medium and low heat switches are provided. 
Provision is made for the fitting of a suitable immersion 
heater, by which the water can be heated independently of 
the oven, if necessary; this arrangement economies the 
energy required to heat the oven should cooking be done 
later, but the main princfPole. of the invention 15 the avoil- 
abilitv of hot water for household purposes during. and after. 

cooking without the expenditure of additional energy, and 
this latter requirement is essential to an “ all-electric home.” 


+ 


Drainage of Mines.—The Secretary for Mines has signed 
a scheme, under Section 18 of the Mining Industry Act, 1:20. 
relating to the underground drainage of mines in the Old Hill 
District of South Staffordshire and North-East Worcestershire. 
Copies of the scheme, price 3d. (by post 4d.), may be pur- 
chased through any bookseller, or direct from H.M. Stationery 
Office. 
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NEW PATENTS APPLIED FOR, 1922. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs.. Sertox-Jones, O'DFLL AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


15,978, “ Protective mount for fixing electric meters." E. C. R. Marks 


(Soc. Anon. Appareillage Theco). June &th. 


15,989, *' Gas-tight leading-in insulating bushes for metal vessels of mercury 
vapour rectifiers." Ake Ges. Brown, Boveri et Cie. (Switzerland, June 8th, 
lj. 

15.961. *'' Connection of aerials to wireless receivers or transmitters," C. Е. 
Elwell, Ltd., and B. E. G. Мө, June 8th. 

16,018. '' Wireless telegraphy and telephony apparatus." O. W. Walker. 
June th. : 

16,035. '' Sparking plug." H. J. Brocklebank and V. St. A. Phillips. Junc 
Mth. 

16,0500 ** Telephone systems employing selecting devices," D. A. Christian 
and Siemtns Bros. & Co., Ltd. June 9th. 


16.0532. *' X-ray grid filter for radiography, Фе. W. Watson. June 8th. 

16061. ** Thermionic tubes.” E. Habann. June 9th. (Germans, June 24th, 
1921.) 

16,062, '* Thermionic valves.” E. Habann. June 9th. (Germany, October 
lih, 1921.) 

1.065, ** Marine propulsion," Metropolitan-Vickers Electrical Co., Ltd. 
June thh. 

16,065. ** Control. of electric motors.” E. A. Binney and Metropolitan- 
Vickers Electrical Co., Ltd. June 9th. 


16,068. " Electrical measuring instruments." L. ХМ. Reddie (Officine Mec- 
caniche Italiane.) June 9th. 

16.075. ** Current collector bow for electric vehicles." C. Conradty (firm 
«б. June 9th. (Germany, February 13th.) 

1G.OST, ** Electrice ignition devices for internalcombustion engines." Sky- 
wing Aircraft’ Corporation, June 6th. (United States, December Ist, 1920.) 

16.055. © Sound recording or reproducing appiratus.” W. E. Clifton and 
Clitophone, Ltd. June 9th. 

lions. It Telephone systems." Automatic Telephone Manufacturing, Co., 
Ted. June Sth. (United. States, July 22nd, 1921.) 

16,104..." Sparking plugs." R. Bosch Aki. Ges. June 10th. (Germany, 


June th, 1921.) 


16.112. Method for prealetermining time of, actuating apparatus, &c., by 
electric currents," W. А, Andersen, Jifne 10th. 


16.117. 
Welch, 


'" Rheostats for 


controlling filaments of vacuum 
June 10th. 


16,157. *' Electric incandescent lamps.’’ British Thomson-Houston Co., Ltd. 
June 10th. j 

16,158, '* Telephone receivers, &c."" British Thomson-Houston Co.. Ltd., 
and A. P. Young. June 10th, 

16,461. * Telephone relays," C. Stille and Telegraphic Ges. System Stille. 
Jum 10th. 

16,162. ‘f Controlling gear for electric motors." English Electric Co., Lid., 
and L. Rothera. June 10th. 


16.181. Railway signalling systems.” Automatic Telephone Manufac- 
turing’ Co. Ltd., and A. E. Tattersall. June lOth. 

16,099, '* Joint boxes for electric cables. W. G. Brown. June 12th. 

16.202.  '' Electric. transmission systems." A. M. Taslor. June 12th. 

lul26. '' Detachable filament for wireless valves, &c." E. W. Powell. 
June 12th. 

106.243. '' Reception of undamped oscillations." R. A. Jouaust. June 12th. 


(France, June 22nd, 1921.) 
16,249. '* Telephone exchange systems." 
land. June 14th, 1921.) 
16,268. ** Electrice ignition devices for 
wing Aircraft Corporation. June Rth. 


С. С. Snijders. June 12th. (Hol. 


internal-combustion engines.” Sky- 
(United States, December ist. 1920.) 


16,276. * Control mechanism for electric motors, &c." British Thomson- 
Ной оп Co., Etd., and R. D. Given. June 12th, 

16,277. "'* Control of dynamowlectric machines.” British Thomson-Houston 
Co., Ltd., R. D. Given, and H. W. C. Liddiard. June 12ih. 

16244. ©“ Mechanical transmitter for wireless telegraphy.” W. F. M. Rose. 
June 12th. 

10.286. " Frequency changers” Ges. für Drahtlose Telegraphie. June 
Rib. (Germany, August 2nd, 1921.) 


16.001. '* Galvanic cells.” H. D. Nyberg. June 12th. 

16.302. “ Lighting plants of motor vehicles." Scintilla. 
erland, June 13th, 1921.) 

15,203. '' Windings of electro magnets." Scintilla. June 12th. 
land, July 9th, 1921.) 


Sweden, March окр л 
June 12th. Switz- 


(Switzer- 


16.305. “ Radio communication, &c." W. H. Wilson. June 12th. 

16,312. ** Ringing device for toy telephones, &c.'' Gong Bell Manufacturing 
Со. June 12th. (United States, June llth, 1921.) 

16351. * Electric furnace." ДА, Jones. June 13th. 

]o;42. " Electric conductors." W. B. Savers. June 13th. 

16,370. ' Method of compensating voltage producel by self-induction and 


capacity іп dynamo-electric machines," М. Plohl. June 13th, 


16.376. '' Printing telegraph receiver,"  Morkrum Co. June 13th. (United 
Stites, June 13th, 1921.) 

16,341. '' Electric butt-welding machines." A. E. White (Elyria Iron and 
мее! Со.). June 13th. 

16,3582. ' Electric brush structures." A. E. White (Elyria Iron and Steel 
Coa. June 13th. 

16.398. ** Electric. heaters." L. Frost and W. Stubbs. June 13th. (Aus- 
tralia, July 13th, 1921.) 

16.420. '* Quick make-and-break switches," J. B. Tucker. June 14th. 

16,428, “Apparatus for supply of energy for wireless telephone and tele- 


graph apparatus." L. C. Grant. June 14th. 


16.444. "' Hornless cabinets for wireless recorders.” A. E. Roberts and 
1.. H. Thompson, June 14th. 

165,442..." Rendering line capacity of telephone cables uniform.” British 
Insulited & Helsby Cables, Lid., and F. Mercer. June 14th. 

16.443. ' Elimination of overhearing ot cross-tilk. in telephone circuits.” 
British Insulated & Helsby Cables, Lid., F. Mercer and W. Holttuin. June 
14th. 

16.497. '' Electrical device for giving set speeds to gramophones." W. Gee. 
June ТИБ. 

16.448. '* Revolving disk for electric motor and foot switch for dental, &c., 
purposes.” W. Gee. June 14th. 

16,450. “ Electric switches." A. S. Cubitt. June 4th, 

16,455. '' Automatic electric signalling system." E. Curtis. June 14th. 


16.472. “f Nignalling. in wireless telegraphy.’? E. J. G. Pres- 


Grainger, L. 


tor, and G. Shearing. June 14th. 

16.477. " Electric wave filters.” Western Electric Co., Ltd. (Western Elec- 
wic Co., Inc). June 14th. 

16.474. '* Automatic telephone switches. Western Electric Co., Ltd. 
(V cited States, July 2151, 1921.) June 4th. 

I6.4"1.. ** Telephone systems," Siemens and Halske Akt. Ges. June 14th. 
(Germany, Juv Toth, Prd.) : 

16.492. " Plug-and-sucket coupling for electric connections.” H. Barkes. 
June 14th. 

16.47«..— '! Automatic electric switches," H. Lucas and O. Lucas. June idth. 

16.400. © Brush-holders for dynamo-electric machines.” H. Lucas and O. 
Lis s June 14h. 


Those. © Polyphase transformers." Pittsburgh Transformer Co. June. 14th. 
16.230. Method of transmitting: pictures by telegraphy." R. ©, Clay. 
June 14th, i 

16,537. '! Electric. couplings," W. J. Polybhink. June bith. 

Maar, '* Electric. lighting devices.” H. North. June With, 
Р Hm “Ignition apparatus. for internal-combustion eagines." C. T. Hill, 
un: th. 


tubes," A. P.o 


Р agen “ Welded joints for tramways, &с.” H. Bolton and G. Wallace. 
une loth. 
` 16,575. “ Wireless telegraphy.” Sir O. J. Lodge and Е. E. Robinson. 
June 15th. 

16.576. “ High-frequency selective wireless receiving apparatus." М, Com. 
pare. G. A. O'Hanlon, and A. Orling. June 15th. 

16.577. '' Low-frequency selecuve wireless receiving apparatus." M, Com. 
pare. G. А. O'Hanlon, апа A. Orling. June 15th. 

16,578. "Secret wireless interconimunication.”” M. Compare, G. A. O'Han 
lon, and A. Orling. June loth. 

16,591. '' Electric. signalling." F. E. Pernot. June loth. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications wi; b» 
printed and abridged, and all subsequent proceedings will be taken. 


1920. 
33,4570. © Dynamo-electric machines." C. J. Coleman, 
(170,706.) 


November @дһҺ, 1720 


34.839, * Burglar and like alarm systems," S. G. Adams. November 9014, 
1720. 180,708.) 

1921. 

1,307. * Telegraphic or telephonic communication by single line without 
earth return.” L. Duverger. January 2м, 1919. (Addition to 197,3% 
(lor SET.) . 

1.305. '' Telegraphic or telephonic communication," L. Duverger. May &th. 
13]9. (Patent of addition not granted.) (157,383.) 

1,801, *' Means for preventing the sagging of heating elements of electric 
fires." J. Y. Fletcher and R. G. Н. Hill. October Sth, 1921. (1ю0,714.) 

2.001. ** Means or apparatus tor use in recording or registering call coa- 
nections effected. through a telephone instrument.” C. Seal. March Sst 
1921. (180,715) 


3.246. "' Electro-mugnetic ewitch devices.” Electricai 
Co., Lid. February 2oih, 1920. (159,1176.) 

3.975. '' Means tor making and breaking electrical circuits.” 
and F. M. Brown. January 29th, 1921. (180,7214.) 


Golly, “ Electrical liquid heaters." Festa Akt. 


Metropolitan-Vickers 
A. E. Dave 
Ges. September 3rd, 1920. 


for sparking plugs." A. Ford. February 28h. 


(180,742. ) 


6,596. ©“ Production of high-tension discharges and high-frequency. oscilla- 
dions.” W. H. Wilson. February 28th, 1921. (180,74$9.) 

6,655. '* Electric. storage batteries." Chloride Electrical Storage Co., Ltd. 
(B. Ford). February 28th, 1921.  (180,747.) | 

6.770. '* Direct-current electric motors," R. J. Butler and Metropolitan- 
Vickers. Electrical Co., Ltd. March Ist, 1921. (180.754.) 

62м. " Means or apparatus for electrically controlling the ignition c 
internal-combustion engines," J. R. Charnock. March ord, 1921. (150,760. 

7,109. "| High-resistance conductors for electrical machinery. Вга 
Thomson-Houston Co., Ltd., and H. W. Taylor. March 4ih, 1921. (189,763. 

7,307. © Mapneto-electric machines.” E. C. К. Marks (С. F. Dufaux 
March 7th, 1921. (180,771.) 

7.692. © Electric signalling along conductors," B. Davies and Eastern Tes- 
graph Co., Ltd. March 10th, 192}. (180.773.) 

7,743. “ Method to fasten electric cables and wires to porcelain and oth:r 
insulators.” W. R. Millar. Mareh llith, 1921. (180,780.) | 

7,987. ~ Telephone systems." Automatic Telephone Manufacturing Co. 
Lid. March 2yth, 1920. (161,168.) 

` 8103. '* Mapneto-electric machines," British Thomson-Houston Co., 1:41. 


А. P. Young. and H. W. Н. Warren. March Tota, 192]. (180,7 88.) | 

8,550. `* Means or apparatus for reducing the starting load on hydraulic 
pumps and similar machines directly coupled to electric. motors." F. Simpkio 
and G. W. Whitelock. March 19th, 1921. (180,799.) 


8.061.‘ Earthing clip for electric conductors," Walsall Hardware Manu 
facturing Co., Ltd., A. E. Read, J. E. Franks, and C. G. Maisey. March 
Bist, 1921. 190,502.) i 

9.508. '' Apparatus for the examining X-rays and other ionising rays. 


Veita-Werke Vereinigte Flektrotechnische Institute, Frankfurt, Aschaffenburg. 
and Dr. G. Hubers. March 30th, 1921. (180,819.) 


9,532. '' Control. systems for electric furnaces.” О. G. Sharples. Marc 
3Ist, 1921. 150.521.) 

9814. '' Enclosed electric fuses. H. A. Erdbrink, F. C. Mellmann, апі 
F. W. Randt. April 2nd, 1921.  (180,824.) 

9,4M. " Adjustable telephone bracket." T. W. Arney. April 4th, 1921 
(180, N26.) 

10,199, ** Device. for testing the sparkin: plugs of internal combustion «г: 


gines and the like." б, Burchell. April 6th, 1991. (140,845) 

10.8%. “ Control of electric lifting magnets, magnetic chucks, dynamo arc 
motor field magnet circuits and the like." E. Holme & Co., Lid., W. Brooxe. 
and Steel, Peech & Tozer, Ltd., and Н. E. Bowen. April 14th, 1921. (180,84. 

10,959. “ Dynamo electric machines." S. L. Price. April 14th, 192. 
(150,547 .) 

11.035. 
electric machines.” 


11,392. 


“ Machine for slotting the insulation between commutator bars o! 

J. Philips. April Mth, 1921. (180,84R.) 

Ө Antivibration devices used in conjunction with incandescent eia 

tric lamps or the like." J. R. Thompson. April 20th, 1921. (180,854.) 
11,412. ' Recording reception and reproduction of sounds." О. Beite: 

April 20th, 1020, (161,979.) 


12.023. “ Combined ignition and lighting magneto generators." — Vier 
Engineering Co., Ltd., and J. Bradley. April 26th, 1921. (180,865) 

12.258. “Casings for electrical apparatus, such as transformers and 7, 
tike.” British Thomson-Houston Co., Ltd. (General Electric Co. Apr: 
Ysth, 1921. (180,870) | 

12.703. б Secondary batteries." J. F. Holmes and Hart Accumulator Cc. 
Lte May 3rd, 1921. (180.878.) 


13.579. “ Apparatus for cancelling electrical signals" М. J. Railing ov 
J. J. V. Connaughton. Мау 10th, 1921. (190.882) 

15,128. *' Electric arc-welding machines.“ British Thomson-Houston Co.. 
Ltd. (General Electric Co.). May ЗІ, 1521,  (189.900.) 


15,164, '* Electrical ignition. systems." H. L. Curzons. June Ist, 197 
(180,901 .) 
17.128. * Evacuation. of electric lamp bulbs or the like." Patent. Treuhaw 


Ges. für Elektrische Gluhlampen. June 22nd, 1920. (0165.406.)1 


18.007. “ Transmission dynamo meters, F. Krupp Akt. Ges. November 
lOth. 1929. (Addition to 147.137.) 171,359.) 

18,227. *' Electrical transformers, reactance coils, and similar  devioes " 
Metropolitan-Vickers Electrical Co., Ltd. July 30th, 1920. (167.138.) 

21738, Metallic articles having an electrically-insulating and mechanics! 
adhesive coating. F. Krupp Akt. Ges. September 3rd, 190. (165,592. 

23,962. ** Arrangement for damping the third-higher harmonic wave in three 


phase transformers or choking coils." Akt. Ges. Brown, Boveri et Cie. S> 


tember Toth, 1920. (169.161.) 


28,194. '! Electric furnaces;"" Norske — Aktieselsk ib. for Elektrokemi- 
Industri-Hy potekbink., November Ist, 1920. (170,848.) SONT 
28,2341. '' Apparatus for precipitating dust from gases by electricit: 


Siemens-Schuckertwerke Ges, October. Rnd, 1920. (170,001 
31.622. “ Process for producing an electrically-insulating and mechanical! 
adherent coating on metal articles," F. Krupp Akt. Ges. December 30thi, 122v 
(Addition to. 168.592.) (072.620) 
1922. 
9.088, ''Overload circuit breakers." F. Krupp Akt. Ges. February 18 
1921. (175.964.) 
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Registered at G.P.O. as а Newspaper and 
Canadian Magazine rate of : A 


PUBLISHING OFFICE, 4, LUDGATE HILL, Е.С. 4. SUBSCRIPTION RATE 


Telephone Nos. 


Postage Free are ited 
о, 25, Park Plac 
ue de la Banque, 


Central 8260 and 1 


VAN NOST 


LITHOLITE 
INSULATORS, Ltd. 


55—67, Hackney Grove, London, E. 8. 

"Phone and Telegrams: Dalston, 592, London. 

FIREPROOF AND OTHER GRADES. 
ESTABLISHED 90 YEARS. 


Dynamos. MOTORS. GOVERNORS. 


o 9 o 
WILSON HARTNELL & Co., Ltd., 


Wolt House, 
LEE DS. 


WRIGHT 


A.C. amd 
D.C. 


Tel.: 


MOTORS. 


WRIGHT MOTORS, Ltd., HALIFAX. 


EVERY DESCRIPTION OF 


SMALL TURNED PARTS and CASTINGS 


for ELECTRICAL ENGINEERS. 
A. MORTON, 
6, Tenby Street North, Birmingham. 


Motor, 


RHEOSTATS 


ISENTHAL & CO. LTD., 
Denzil Works, Willesden, N.W. 10. 


SWITCHGEAR. 
ERNEST F. MOY, LTD., 


Manufacturing Electrical Engineers and 
Government Contractors, 


GREENLAND PLACE, CAMDEN TOWN, LONDON. 


MICA & MICANITE 
TAYLOR & PETTERS, LTD., 


40, Hatton Garden, London, Е.С. 1. 

4575 Central. Bee page ' 

The ** MEGOMETER ” 
TESTING SET 


is the cheapeat & most efficient on the market. 
Supp'ied by: 
The ELECTRICAL ENGINEERING & EQUIP- 
MENT CO., LTD., 


109/111, New Oxford Street - - W.C.lL 


e 


CHURTON 
A and PoLy?® 


X MOTORS. 


e 


T. HARDING CHURTON & CO., LTD., 
Atlas Works, Water Lane, LEEDS, 


ELECTRIC MOTOR wo 

REPAIRS. Q ? 
5 REN 

XRMATURE H. DUNN & SON, 


Newington Causeway, 
Hop. 1167. LONDON. S.E.1 


“EMPIRE” 
AUTOMATIC CONTROL 


FOR 
Pumps, Compressors, Machine Tools. 


Tel.: 


ELECTRIC CONTROL, LIMITED, GLASGOW. 
hans  — í—— ———————————Á——X?.———— 


WESTERN-ELECTRIC 


COMPANY, LIMITED, 


Norfolk House, Victoria Embankment, W.C. 
Works: NORTH .WOOLWICH, LONDON, E. 


TELEPHONES & CABLES, 


See Advertisement last week, p. xvi. 


CONNOLLY'S (BLACKLEY), Lo. 
for 


WIRES AND CABLES, 


WHITE 
Electrical Instrument Co., €td. 


2, 4 & 6, GLOUCESTER ST., 

CLERKENWELL, LONDON, В.С. 1. 
Wire, 

Voltograpb. London. 


ELECTRIC MOTORS. 


One, Two and Three-Phase. 


BRITTAIN'S ELECTRIC MOTOR CO. 
(Late Langdon-Davies Electric Motor Co.), 


110, Cannon Street, London, E.C. 4. 


INSULATING 
- - BEADS -- 


Immediate Delivery. 
HOLDER-HARRIDEN LTD., *?,2tiswel St 


London, E.C. 


Advertísement Index, see page xl. 


Helping the Contractor. 


See Sup. 8. 


Sheeting supplied or Joints to size. 


DE WASHERS. 


DERMATINE C0., Ltd., 
Neate St., London, S.E.5 


SHUNT REGULATORS. 
MOTOR STARTERS and all classes of Resistance Work. 


STAR DELTA SWITCHES. 


THE SOLENOID REGULATOR CO., 


HIGHGATE SQUARE, CAMP yen 


leph 
Midland M BIRMINGHAM, Solenoid. “Birminghas. 


MAVOR & COULSON, Ltd., 


GLASGOW. 


MOTORS, DYNAMOS, 
SWITCHGEAR. 


€O* gs. 
УХХ gust igh 


British Aluminium Co., Ltd., 
109, Queen Victoria St. . London 


121a, BUNHILL ROW, LONDON, Е.С. 1. 


INSULATORS" 


See p. xxii. 
FU ПЕР! UNITED ELECTRIC 
S LIMITED. 
MANUFACTU RERS 
ACCUMULATORS BATTERIES 


WIRES & CABLES CARBONS, &c. 


WORKS: CHADWELL HEATH, ESSEX. 
General Sales Offices : 
IDDESLEIGH HOUSE, Caxion St., Westminster. 


‘Grams: Blocbat. Vie. London. ‘Phone ; Victorta 6863. 


INGLEBY & CO., 


Old Lane, Beeston, LTD. 
MOTORS | 


FOR DIRECT AND 
ALTERNATING CURRENT. 
Delivery from Stock up to 50 H.P. 


ii THE ELECTRICAL REVIEW, — [June 30, 4922, 


ROYAL | а 
T EDISWAN di | | m А 1 
FULLOLITE LAMPS | | P3 


Fully Licensed under Patent Nos. 23499/09. 10918/18 and others. 


The glare, eyestrain and harsh brilliance of the ordinary 
gasfilled lamps are overcome. The Opal bulb of the 
Royal “ Ediswan '' FULLOLITE diffuses the light, giving 
a brilliant yet comfortable and glareless light. 


The ‘‘FULLOLITE" Lamps are destined for big sales. ' 
See that you get your share. 


Write at once for full particulars and supplies, overprinted 
price cards and showcards will gladly be furnished. 


The Edisoa Swan Electr ic Co., Ltd., LIGHTNING CONDUCTOR PES EE — REPAIRERS. 


CHURCH SPIRES AND TOWER RESTORERS. 


PONDERS END, MIDDLESEX. | W. J. FURSE & CO,, LTD, 


LONDON SHOWROOMS : “8” DEPARTMENT. 


123/5, Queen Victoria St., E.C.4, & 71, Victoria St., S. W.1 NOTTINGHAM Traffic Street. LONDON—8, Carteret Street, $.W. 1. 
) MANCHESTER— 19, Corporation St. BRISTOL —12, Sydenham Road, Cotham. 
Зее Directories for Telephone Nos. Permanent Staffs engaged {п all parts of the Country. 


MICA«MICANITE sion i 


INSULATORS FOR ÉVERY DESCRIPTION OF ELECTRICAL WORK. 40, HATTON GARDEN, 
Contractors for Air Board, War Office and Admiralty Requirements. ' LON DON, Е.С. 1. 
CUTTING AND GAUGING OUR SPECIALITY. | : (The Oldest Established Mica House in the country., 

BEST QUALITY MICA ONLY. AND ALL BRITISH. 


OPPORTUNITY 


CABLES OF QUALITY 
* AT COMPETITIVE PRICES V 


600 & 2,000 | Lead Covered, 
MEGOHM GRADES Paper Insulated, 


Flexible Cords, &c. 


CREDENDA CONDUITS CO, LTD. 
Whitehouse Street, Aston, BIRMINGHAM. 


Extensive Stocks also held at the following Depots :- –- 


LONDON : GLASGOW: . MANCHESTER : 
Baxter & Caunter, Ltd., 219, Tottenbam Ct. Rd., W. 1. Alston & Blyth, 97, Waterloo Street. R. Foster, 196, Deansgate. 


WHITE, JACOBY &, CO, LTD, 


i 
| Bayham Place, (Established 1893.) CAMDEN TOWN, 
| 
| 


Any a and REWIND 


DYNAMOS ИНЕ i And Reconstruet any eize. 
е 4 750 К.М. TURBO-ARMATURE. |» Comnutatore ground up in peeities. 
ALTERNATORS. Telephene: NORTH 2066. Telegrams: '' SatarSiion, Nprwest; Londen.” Naw Commutators supplied. j 
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Work Bench, 9 ft. < 2 ft. 


THE ELECTRICAL REVIEW. iii 


< 3 ft. high, with top and bottom shelf, takes 60 ft. li in. > E in. 


* Welcofix ” Slotted Steel Angle at 6d. ft., costing 30s. 
Ditto Work Bench, 6 ft. <x 2 ft. x 3 ft. high, takes 42 ft. “ Welcofix,” costs 21s. 
Ditto Work Bench, 3 ft. x 2 ft. > 3 ft. high, takes 24 ft. “ Welcofix,” costs 12s. 
Makes a light, easily transportable, firm bench for any out-job. 


Manufactured in Mild Steel: in 
CHANNEL BARS | 
(X & in. per foot «s is 6d. 
làin. x lin. X i $3 ki 9d. 
\ USERS:— X lin x iin ls 
Great. Northern Railway. Norwich, West Ham, Notting- ANGLE BARS | 
Mersey Electric Power Co. ham, Eastbourne, Glasgow, i à A * : Ape è | e ee Foot "ae 2 
H.M. Office of Works. Electric Supplies. а юш: X 2 in. х HN 1: a4 E m 18. 
Armstrong, Whitworth Co. FLAT BARS 
рр ‚чы 3 
Glasgow Stockists : — ee: x fa^ yd мд : : : : 8d. 
2 in. x in. А 9d. 
W. GALBRAITH & Co., 57, Hope Street, Glasgow. Supplied in random E -10 ft. Quantities of less than 


100 ft.. plus 10%, f.o.r. Birminghauu. 


Write for Samples :— 


, WELCO PATENTS, 150, Alma Street, Birmingham. 


Sedi КЕСЕМ. 


| E.M.L” 


FANS & MOTORS. 


CEILING FANS. 


(SHIP-TYPE.) 
SLOW SPEED. 


For D.C. and A.C. 


This fan is fitted with 2 to 4 wood or aluminium 
blades. 


|HOGAN & WARDROP 
| 88, Golden Lane, London, E.C. 1: 


TELEGrams: TRIBORD, LONDON." 


BIRMINGHAM." 


The Explanation 
for the' Superiority of THOMAS QUALITY INSULA- 
TORS is that they are not merely ''right'' on the surface 
but are '"good'' all the way through. Each. material, 


all of the parts and every operation must be perfect. 
That is why Thomas Insülators are always 


DEPENDABLE INSULATORS. 
JAMES W. GLADSTONE, Ltd. 


EUROPEAN AGENTS, 
70, Honor Oak Road, 
LONDON (S.E.), England. 


The ast Word in Fibre !!/ 


NVulImos 


—-— GENUINE, —-— 


VULCANIZED 


o FIBRE = 
.SHEETS: RODS. 
‘TUBES: GEARS: 

‘-INSULATORS-WASHERS 
— BUSHES · ЕТС. — 


MOSSES & MITCHELL” 


GOLDEN LANE: LONDON- Е-С 
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— тугун is of iets 3000 kW. 'Turbo- Агай. 7: 
2500 volts installed at the Central Argentine Railway Station. 


C: A: PARSONS G Co 


Heaton Works | s 
NEWCASTLE-ON TYNE | 


London Office: 56, Victoria St., $:W1. 
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VEEDEE AUTO CUT-IN AND CUT-OUT. 


This Cut-in and Cut-out is 
Differential in Action. 


Contains NO. PERMANENT 
MAGNET, 


Cannot Reverse and Motor 
| the Dynamo. 


Moving Parts are designed 
as Light as Possible—to 
Reduce Friction. 


Cuts-out when Current is at 
a minimum, and does 


The LAST WORD in AUTOS _ mot flash or spark. 

for BATTERY CHARGING. Cuts-in at 5 per cent. Excess 
Dynamo over Battery 
Voltage. 


THE WALSALL ELECTRICAL CO., LTD. 


Telegrams: *' Electrical.’ WA LSA L E E N G LA N D è Telephone : No. 45 Walsall. 


m 
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oncordic 


y 
Enamelled Copper and P E? Asbestos & Asbestin Copper Wires. 


High - Resistance Wires. Bare & Covered Flexibles. 


CONCORDIN А 1. 


The best High-Resistance Wire on the Market for Heaters, &c. 
Practically non-corrosive—100 Microhms per C.C.—Melting Point 2750° F. 


WIRES FOR WIRELESS. 
Bare and Enamelled Covered Aerial Wires.— Silk Covered Coil Wires. 


THE CONCORDIA ELECTRIC WIRE CO, LTD. 


TRENT MILLS, NEW SAWLEY, DERBYSHIRE. 


London— 155, Victoria Street, S.W. 1. Birmingham, Cardiff, Manchester, Nottingham. 


Best Quality — Competitive Rices — Prompt Delivery 


— o o~ 


W2 


ELECTROLIER CHAIN. 


COPPER BRONZED. OXYDISED SILVER. 


E BEST CLEAR RUBY 
= MICA WASHERS 


3" 
4 


S 
M 
/ 


A | Natural ` 


АСС: | X 4 (Thickness) 
S М Р and other STANDARD SIZES. 
Ф ча Lots of from 1 lb. to 1 ton at 
М 


HALF TO-DAY’S PRICES. 


MFG. CO., LTD., 


VOLTA WORKS, 


| ру BROMLEY, KENT. Telephone : 


| OMICAMANU, LONDON." Bromley 9. 


Dellvery from Stock. 


Clearance Prices. 


Е. SHOWELL & SONS, LTB., sinmincram. 


BUILT TO FULFIL 
ALL ERECTING NEEDS. 


THE Wolf Portable Electric Drilling 
Machine illustrated is indispensable to 
| every ergineer who requires a handy, 
medium-weight drill for use in awkward places. 
Mhe Universal Winding ef this machine makes 
possible to use either D.C. or A.C. electric 
pply. Its weight is only 21 lbs., and by the 
femoval of four nuts the whole of the Windings 
Armature are exposed, thus inspection can 
becarried out quickly and easily. Ball Bear- 
pgs are fitted throughout. 


E write for fall particulars of this and our 
y other labour-saving tools. 
S. WOLF & CO., LTD., 
| 115, Southwark Street, London, S.E. 1. 
| Telephones : Central 5172 and Нор 2734. 
| _ Coventry: 6, Warwick Row. 
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E.C.C. MULTI. SPEED INDUCTION MOTORS 


(CREEDY PATENTS). 


STANDARD SIZES: CONSUMPTION: 
200 TO 800 B.H.P. APPROXIMATELY PROPORTIONATE TO 


SLIP-RING and SQUIRREL CAGE LOAD. NO RESISTANCE LOSSES. 
- an ' 
P TORQUE: CONSTANT OVER FULL 
THREE AND SIX SPEEDS. eda OE. 


EXAMPLE (SIZE 461). 
R.P.M.: 500 375 300 250 214 187 
B.H.P.: 200 150 120 100 72 45 


The above outputs and speeds are obtalnable from 
a single machine without Insertion of resistance. 


WRITE FOR BOOKLET NO. B 495. 


THE ELECTRIC CONSTRUCTION CO., LTD., 


HEAD OFFICE : 
INGERSOLL HOUSE, 9, KINGSWAY, W.C. 2. 


WORKS : 
BUSHBURY, WOLVERHAMPTON. 

TELEGRAMS :— TELEPHONE NOS. :— 

“CONCORDANCE,” ESTRAND, LONDON. GERRARD 8883 and 4606. 

ELECTRIC,” WOLVERHAMPTON, 1455 and 1456 WOLVERHAMPTON. 


H. J. SCOTT & CO., E* 


VOLT WORKS, BELFAST. 


~The Machine you should purchase—you cannot buy better. | 
YOU GET THE BENEFIT OF OVER 25 YEARS’ MANUFACTURING EXPERIENCE. 


DIRECT-CURRENT ONLY. 


Large Bearings, Бар Ойша. 
Large Shafts. 


Large Commutators. 


Wood Wedges in Armatures. 


COMPETITIVE PRICES. 
GOOD DELIVERIES. 
SIZES : ene oe 65 KV. 


TEL GRAMS :—'' Amperes, Belfast." 
PHONES—Belfast 1600. 
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FREDERICK SMITH AND COMPANY 


(incorporated in the LONDON ELECTRIC WIRE CO. and SMITHS, Ltd.). 


,COPPER WIRE 


100 Per Cent. Conductivity. All sizes to ‘OO1. 


Hard Drawn H.C. Copper Line Wire; Special Tinned Wire. 


| Ус» 


RADE MARK 


COPPER TROLLEY WIRE, 
SPECIAL SECTIONS. 


BRONZE TROLLEY WIRE, 


MAXIMUM TENSILE STRAIN, DURABILITY AND CONDUCTIVITY. 


SILICIUM BRONZE WIRE 


| “С” QUALITY FOR TELEPHONE LINES, &c. 


PHOSPHOR BRONZE SPRING WIRE. 
| Aluminium Wire and Strip for all Electrical Purposes. 


Anaconda Works, Salford, MANCHESTER. 


SLECTRIC BELL INDICATORS 


STOCKED IN ALL SIZES. 
PENDULUM, MECHANICAL, ELECTRICAL REPLACEMENT. 


Ves 
1 
[EASES 
! 


es 
i Rg ш. os 


The latter movement has been used in conjunction with the famous SAX BELL for over а ears, and 
is to be found giving reliable and efficient service in numerous Fire and Police Stations, Banks an unicipal 
Buildings. If you are desirous of installing Indicators that will insure permanent service inei give entire 
satisfaction write for particulars, 


M — M M —— M ee X 
EFFICIENCY AN D RELIABILITY - 
fhe efficiency and reliability of an Electrical Installation are to a great degree dependent upon the choice of proper 


fittings and accessories. The name of SAX has been for over half a century associated only with the highest grade 
Electric Bell Fittings and Accessories, and is recognised to day as it was 50 years ago as being synonymous with quality. 


Established 1855. 


JULIUS SAX & CO, Ltd, ... 


«5 ele ;rams : 
" Saxatile, "Phone, 24а. HIGH STREET, / Regent 2102-2, 


Londo.” NEW OXFORD ST, LONDON, W.C. 2. 


Makers to the Trode of HIGH GRADE ELECTRIC BELLS, ACCESSORIES 
AND ELECTRIC FITTINGS, BÀ | 


> 


—— 


| 
| | | | 
i, | 
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TUDOR 


The Better Battery 
for the large power job. 


Inany of thefollowing casesit 


paystothink of TUDOR :— 


1. New battery installations. 
2. Renewals to existing batteries. 
3. Battery information. 


Whenever it is a matter of 


batteries, consult TUDOR. 


The | 
TUDOR ACCUMULATOR Co., 
Ltd., 
2, Norfolk St., Strand, London, W.C.2. 
Telephone - - - - - - Central 3308 
Telegrams - - - Subconical, Estrand, London 
orks - - - Dukinfield, near Manchester 


КОШ ҮЛҮ UU 
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POWER WITH ECONOMY. WELLS’ vsr оп. FILTERS 


MIRRLEES-DIESEL| | а у 2:2 
OIL ENGINES. 


OVER 23,000 SOLD 
British Made. 


invaluable to ALL USERS of MACHIN- 
ERY, STEAM, OIL or GAS ENGINES. 
Best and most reliable for Electricity 
Works and Private Power Stations. 


ЕАС 


Pay first cost іп a short time, 
as dirtied oil which has hither- 
to been thrown away can be fil- 
teredand used again andagain. 


Write for samples of work done by Filter 


LARGER SIZES MADE TO ORDER 
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2 . A.C. WELLS &Co., 
——4 > 101a, Midland Road, 


St. Pancras, 
LONDON, N.W. 1. 


FLUSH-TYPE BARREL BELL PUSHES. 


(Prov, Patent.) 
ENGLISH MANUFACTURE. MASS PRODUCTION. 


MLEES BICKERTON & Dav (Ж 


EL GROVE N^ 5тосирож 


List No. 61. 


PRICE 2 | 3 EACH. 


375 B.H.P. Mirrlees-Diesel Engine. 
Buy from the Makers with the Longest Experience. 


MIRRLEES, BICKERTON & DAY, 


LIMITED, 
HAZEL GROVE, STOCKPORT. 


LONDON OFFICE: 


"MIRRLEES HOUSE,” 7,Grosvenor Gardens, WESTMINSTER, $.W.1. 


Subject. 


КОК ТТТ ИШ! ШШШ 


Special features in this Push : 
(a) Strong Mechanical Construction. 


GATH ELECTRICAL (6) Sound Electrical Insulation, 
ENGINEERING CO., | (9 Can be safely fixed under same 


plates as switches. 


HALIFAX, ENG. (d) Made up in 5 types for easy fixing. 


FULMEN ADVERTISER. 


Finest Machine ' 
on the Market. 


Manufactured by— 


Why end windings 
Burn Out. 


Where no air cleaning method is used in connection 
with enclosed alternators employed їп ventilation 
systems, particles of dirt, oily soot, &c., accumulate 
on the windings, and particles of grit have a '' sand- 
blast '' effect on the end windings. Frequently this 
action causes the failure of the end windings. 


A PREMIER WET AIR FILTER 


will effectively remove this danger by adequately 
cooling and cleansing the air that enters the machine. 


The PREMIER COOLER & ENGINEERING Co., Ltd. 


Station Works, Shalford. Nr. Guildford, Surrey. 


For Pavement, Wall, 
. Screen Advertising, &c. 


Well Ventilated. 


Shows clear picture 
any distance. 


— &>e— 


SOLE AGENT: JO. FRANKS, 
[Ae 107, Queen's Road, LONDON, №. 2. 


Send for Price and Particulars. 


THE INSULATION SPECIALISTS 
HARWELL L? 


we 
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Sole selling agents for The Solidite Mfg. Co., Ltd., and other well- 
known makers of all classes of Electrical Insulating Materials. 


28, JOHN STREET, BEDFORD ROW, LONDON, W.C. 1. 


ho : Mu 
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D. & S. 


Less, by the time it is fixed, 
than any other, and is a 


Sound Job. 


DORMAN & SMITH 2: 


ORDSAL ELECTRICAL WORKS, SALFORD, MANCHESTER. 


No. 227 
| All Live Contractors use the | 
D. & S. No. 227 Patent 
Ceiling Plate, because it costs | 
T$ 


LONDON : 17, Victoria St., Westminster, S.W. SYDNEY, N.S.W.: S38, Market Street. - 
GLASGOW : 40, West Campbell Street. MELBOURNE, VIC. : 507, Flinders Street. 


Á 


‘June 30, 1922. ] . THE ELECTRICAL REVIEW. 


HUNTALITE 


CANDLES 


CARBON FILAMENT : 

8.51 25 v. to 125 v. 5/- 
^P-1200 v. to 250 v. 5/3 

l6 с.р. All voltages - 6/- 


DRAWN WIRE 
FILAMENT : 
All voltages - - "7[6 


S.B.C. HOLDERS FOR SAME. 


BEST LONDON MANUFACTURE. 
Male, Female and Spring Type. 


WRITE FOR LISTS ТО :— 


HUNTALITE LTD., 


.23, NEWMAN ST., W. 


Telephone— MUSEUM 6207. 


xi 


The Ideal 


Vacuum Cleaner 


for the house is the No. 2 Sturtevant с 
Turbine Machine. With it ahouse 
can be cleaned from cellar to 
roof, for it is specially designed 
not merely to clean carpets and 
upholstery, but bare floors, 
walls, curtains, 
books,book- shelves, 
staircases, ledges, BEL. 
crevices, and every Ш | 
nook and crannie ou 
usually regarded as 
inaccessible. 


This machine is not a toy, but a first- 
class engineering production, and one that 
can be thoroughly relied upon to give 
satisfactory service. It is light in weight 
and readily portable, although equipped 
with a ;-h p. motor. A length of flexible 
hose and suitable cleaning tools are 
supplied with the machine. 


Write for Special Booklet '*U.1214." 


STURTEVANT 


Az NGINEERING Co I1» 
9 Queen Victoria St.. London E.C4 


Kindly mention “ Electrical Review." 


“ТОСО” 


INSULATING MATERIALS 


Avoid Unemployment by Supporting BRITISH INDUSTRIES. 


INSULATING CLOTH, 
INSULATING TAPES, MIOCARTA SHEETS, 
| INSULATING SILKS, ADHESIVE TAPE, 
of the highest grade and guaranteed efficiency, 
are now manufactured by— 


THE IOCO RUBBER & WATERPROOFING CO., Ltd. 


| (Associated with VICKERS LIMITED). 
NETHERTON WORKS, ANNIESLAND, GLASGOW. 


Telegrams " ә Telephone : 2328 WESTERN 
Cabligrams | “OCOPROOF,” GLASGOW. (3 lines) 


ENQUIRIES SOLICITED. 


VARNISHED PAPER, 
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Make Healthy : 
Happy Women: 


Me 
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ALCO Electrie 
Model 51 E. ө 
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Secure the goodwill and prestige that 
comes to the man who makes the modern 
home really labour-saving. A.B.C.’s are 
excellent in every respect, but the chief 
reasons for their popularity is found in 
the fact that they for ever banish all the 


| 


nl 


| 


| 


| 
AAAH 


BI 
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MATT 
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= 
: 
= mess, bother, trouble and worry of wash- = 
= day—transforming it into a hour of : = 
= pleasurable interest—and saving its cost = = 
= я at the same time. == 
= y. = 
= ELECTRIC WASHERS | = 
— 1 £29 15 0 „чт: А.В.С. AND wRINGERS. =. 
=: wonderfully efi ficient idi li- The complete line embraces the practical : = | 
E eck ale costs—with reversible types that appeal to the British housewife. E Ж 
= 3; swinging wringer and basket Lengthy experience of experts in the de- : = | 
— 1 ortabstand. Or you can sell ^ sign and construction of washing machines E 
— : it on hire- purchase terms means that every A.B.C. is a model of = 
— 1 (1s. 314. a day only after silent and vibrationless efficiency. = 
= : initial payment). · Full particulars of all models on request. : = 
= : Telegrams: = f BIRMINGHAM: = 
= ө “ Secabilis, Ox, V 30, Paradise St. • = 
= 3 London." Чара М Ё NEWCASTLE: ' = 
== **999929299922909929909209009999* Тоодо А = EH | Blas House, || eeeeee = 
SSSR ИНИНИ Cre Terre Gerrard 7766 Аа il. TE EE = 
T SU 11 
= DESK - TABLE - WALL - CEILING : 
= The wonderful values will induce : 
= your public to buy more readily. : 
= All types are available, but a ; 


= special feature is made of the : 
== Swivel and Trunnion models. : 
= Write now while you think of it for a copy : 
= of List No. 371—this gives details of the : 
= recent drastic reductions. Do bigger business : 
= : this year by stocking : 
: SUNCO ELECTRIC FANS. | | 
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TIME-DISCIPLINE 
IN THE INDUSTRIES 


means 


AUTO “START & CEASE 
WORK” SOUNDERS. 


The unification of WORKS 
and OFFICE CLOCKS. 


The Governance of 
YOUR SEVERAL 
WORKMEN’S 
RECORDERS 
by 
REFLEX” 
CONTROL, 


GENTS’ 


“ PULSYNETIC” 
SYSTEM of 


ELECTRIC 


which SAVES TIME and MONEY and gives you 
“ONE FACTORY — ONE TIME.” 


SEND FOR OUR BOOKLET—AT ONCE. 


GENT & Co., Ltd., "Арлу LEICESTER. 


LONDON; 25, VICTORIA STREET, S.W. 1. 


NEWCASTLE-ON-TYNE: ''TANGENT HOUSE," 52, BLACKETT STREET. 


ME i. 


MADE OF COLD ROLLED STEEL. 
| BRIGHT ALL OVER. 
TURNED & CHAMFERED EDGES. 


n 5 H | и 


| | 4 
1109 | 2/3 | 2/7} | 8/44 


Diam. of Bolts - 
Price per gross - 


Diam. of Boits - 
Price per gross - 


ele le]? 
4/10} | 6/9 | 7/103 | 9/- 


Send for Sample Washer and 
Price List of all sizes to: 


JOHN JARDINE, Ltd., 


NOTTINGHAM. 


Inquiries solicited for Pressed-out Parts 
from Cold Rolled Steel, Brass, &c. 


THE ELECTRICAL REVIEW. xii 


AN |j X B f 


« CLLLIPELETL 
HITLER НТН ITT Pe 
RRt? -ART ULET 

HILDe" АА eh ttt Ee 


Now Out 


your Motors, 

Generators, ~ 

Swi tchgear, ete 
with a 


Of Victoria St 
London,$W. 1. 
Works: Bedduragtor2, Croydon. 


WIRELESS SUPPLIES | 


FROM STOCK. 


SWITCHES ON 
PORCELAIN BASES. 


COPPER 
1 way S.P. 1 way DP. 
E as HO Ro d EARTHING CLIP. 
1 & 2 way Throwover. 1" to 2j" 


d С: i 
JEARY 
ORY 


BATTERY 


J.E. AERIAL INSULATORS. DRY BATTERIES. 


Three Cell Pocket. 
15, 30, 60 and 100 volts 
with 3-volt, Tappings. 


Head Set Telephone Receivers. 


110 ohms. 2000 ohms. 
4000 ohms. 


Full List of Wireless Apparatus to: 


Head Office: 
LONDON: 8, LAMBETH HILL, QUEEN VICTORIA ST., E.G. 4. 
Branches г 
GLASGOW : 95, WATERLOO STREET. 
BIRMINGHAM : UNION CHAMBERS, TEMPLE ROW. 
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PRECISION S CREW ©. 1 


MACDONALD ROAD, WALTHAMSTOW, LONDON єл]. 


QUALITY 


Stocks are Enquiries 
held at the specially 
undermentioned invited from 


Branch Depots : Wholesalers : 


LONDON & S.E. COUNTIES: HOGAN Р WARDROP, 88, Golden Lane, London, Е EC. f. 
BIRMINGHAM & MIDLANDS: UNITED ELECTRICAL co. (B'ham), Ltd. 47, ‘Summer P Row, Bir "итш. 
NORTH OF ENGLAND: R.F. SUNDERLAND, Milburn House,  Newoastle-on- Tym. 
LANCASHIRE, CHESHIRE & NORTH WALES; CASTLE ENGINEERING CO., Ltd., Church St. Works, Eccles, Manc! Manchest, 
Distributing Factors for YORKSHIRE: E- ЖОП ШШ, 129, Otley , Rod, Shipley, Yorks. 


HOLLAND INSULATED WIRE & CABLE WORKS NMSTERDM 


ABSOLUTE SAFETY | 
“LARRAD” “4 PATENT 
LOCK- "= NUT. 


THE MOST EFFICIENT AND RELIABLE SELF- |j 
LOCKING NUT ON THE MARKET. 


USED BY ALL LEADING ENGINEERS. 


"rs — PATENT SLIDING PATTERN lor 


TESTING, LABORATORY USES, 
WIRELESS WORK, 


AND IN ALL CASES WHERE THE FINE ке ВЕС. oF 
CURRENT 18 ESSENTIAL. 


THE CURTIS MANUFACTURING CO., PADD. 


Est. 12 Years. CONDUIT PLACE, PADDINGTON, W.* 


Google 


HOBDELL, WAY & CO, LTD, 
124/7, MINORIES, LONDON, E.l. 


Telegrams: " Hobnalls, London." Telephone: Avenue 3810. 


J 
p 
pl 
“ 


| 


| 


i Af A^ ГЇ CREW CO 1L 
КЕ" CW Ve M A Фо, A ss) АЖ: б 


We Manufacture Resistances for every conceivable purpose. 
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SPECIALISTS IN 


ENGINEERING GUN METAL 


PHOSPHOR 
BRONZE 


Collier 
CORDES 


for 660 and 3,300 volts. 


— BATH STREET — 
BIRMINGHAM 


The new range of Henley Colliery Cable- 
boxes, fitted with internal copper bonds, 
include Straight Through, Three Way 


ADJUSTABLE TANDEM RESISTANCE (Tee and “ Y " patterns) and Inset Boxes. 


FOR These boxes comply with the General 


| Regulations as to the Installation and 
є Use of Electricity in Coal Mines. 
@ 


Under test, it was proved that the resist- 
ance of the Cast-Iron Box and the Copper 
Bond was actually lower than the resistance 
of an equal length of uncut wire armouring. 


ASK FOR LIST U.G.1. 


CLAMP - TYPE 
CONNECTORS. 


This new Connector is 
fitted with independent 
cap for each conductor 
secured by set screws, 
and therefore makes a 
most efficient joint. 


wose-aer 
rrr rr rr Tr rrr rrr rrr rrr rrr iti eee 
TITLE 


Arc Welding, Testing, 
Cinema Arcs, Aecamutator Charging, 
S W. T. HENLEY'S TELEGRAPH WORKS CO., LTD., 


WRITE— BLOMFIELD STREET, 


AUSTIN WALTERS & SON, Seon ce 


Gaythorn Electric Works, 


(Phone: 4109 Cot, MANCHESTER. ——————— 
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MES HOWDEN & C°- р 


GLASGOW. 


“IMPULSE” STEAM 


TURBINES 
of High, Low and Mixed 
Pressure, and Pass Out 


| ypes, 
300 to 25,000 kwts. 


HIGH-SPEED 
‘STEAM ENGINES. 
5 to 2,500 B.H.P. 


Patentees and 
Manufacturers of :— 


Howden's Forced Draught 
System. 


Fans for Suction Draught, 
Ventilating, &c. 

Жулын | a Patent Water Drum. 

Two 5,000-K.W. Sets in a Colliery Electricity Station running at 2,400 R.P.M. Water-Tube Boilers. 


We Request the Favour of Your Introductions 


TO OUR 


AA AUD. SHOWROOMS. 


NEW . ALL 
CATALOGUE FITTINGS 
AND & APPARATI 
SHOWROOM WIRED FOR 
INTRODUC- READY 
TORY BOOK. DISPLAY 
LET SENT ON AND DEMON- 
REQUEST. STRATION. 
HEATING Sloan Héctrical.G.It- | sik SHADES 
AND | 8,10 & 12, Golden Lane, LONDON, E.C. 1. IN NEW AND 
COOKING — mo n m EXCLUSIVE 
APPLIANCES. uuu Eee Ши шш DESIGNS. 


Agents for Messrs. PEYTON & PEYTON. Їлр., 
BonpESLEY Works. BIRMINGHAM. 


еее еее —-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-—-———Є—Є— .—Є-Є-_-_-_-_-_-_-_-_-_-_-_-- 
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You should become acquainted 


wein ow RETER PAN" 
BOILING RINGS, 
GRILLERS, 
IMMERSERS, 
Etc., Ete. 


View showing ' Heatrae" Breakfast Cooker 
being used for Boiling and Simmering. 


A supply of Special Folders, 
emphasising the good points of 
this excellent " HEATRAE " 


View showing '' Heatrae "' | 
Breakfast Cooker being А To. А - jx 


used as Electrie Fire. appliance, will be sent on request. hisp еа т ыыы Г. 
y NOTE 27/6 shone ag a А being окей as a Griller ог Toaster. 
| PRICE 37/6 уно. хааны LECTRI ES. LTD.. NORWICH OUR CATALOGUE 
Drip Pan and Grid 2/6 pe ar M Е C R C FIR ^ Ы ^ WILL INTEREST YOU. 
8 ш iY si te ^i 


CLAD SWITCHGEA 


Switchbox with No-voit and Overload Oil-Circuit- 
Breaker and Ammeter. 


Dust and water-spray proof. 


Mounted on cast-iron Pedestals with Bus-bar 
Chamber. 


Isolating Device and Lifting Gear to isolate the 
Box from Bus-bars for inspection. 


Convenient removal of Box from Pedestals. 
Arranged for uniting toform complete Switchboards. 


Suitable for Industrial Service, Factories, Mills, 
Mines above ground, non-fiery Mines under- 
ground, Sub-stations, &c. 


SEND US YOUR SPECIFICATIONS. 


REPRESENTATIVE FOR GREAT BRITAIN: 


J. B. RUDKIN, 212a, Shaftesbury Avenue, London, W.C. 2. 
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Telegrams: “ZONE. DURSLEY.” 
Telephone: DURSLEY .6. 


Manufacturers of :— 
D.C. Dynamos and Motors for all Purposes. 


NOTE.—Our machines are the outcome of 30 years’ experience, 
and represent the last word in Dynamo and Motor 
construction. The best proof we can give of the 
reliability of our machines is that one customer 
alone has taken over 8,000 H.P., and another over 


12,500 KW. 


Install a MAWDSLEY Dynamo or Motor and you 


will not be “ let down." 


Prompt Attention to Enquiries. ney = Competitive Prices. 


nM "——— —Uu—zx— SS EEEREMEOES LLL 
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RALIS 


> Sub-Station 
]. Switchgear 


In view of the fact that Sub- 
Station Switchgear bears the brunt 
of distribution faults it is important 
that it should be well designed, of 
robust and fireproof construction, 
reliable and readily accessible for 
examination and cleaning. 

The illustration shows some 
compact, self-contained sub-station 
switchgear, with high tension 
apparatus їп stonework cells. 
Phases are divided throughout, 
the contro| handles and instru- 
ments are on the faces of the 
cubicles, and all parts are easy of 
access to authorised attendants 
only. This type of switchgear, 
which is built on Power Station 
lines, is capable of easy extension. 
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Your next enquiry is invited. 


The | 
ENGLISH ELECTRIC 


Company, Limited, 
WORKS :— 
BRADFORD, COVENTRY, PRESTON, RUGBY AND STAFFORD. 
HEAD ОЕЕІСЕ: – 


Queen’s House, Kingsway, London, М.С. 2. 


TELEPHONE: — — — HOLBORN 830 


AAA 


RAUM 


=] 
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Manufactured by 


McCLURE & WHITFIELD. 


FUNDAMENTALS. 


The Reliability of all machinery is entirely 
dependent on the reliability of the prime 
mover. This fact is nowhere more fully 
realised than in our large collieries. 


The illustration shows a MERSEY 
MOTOR, one of many that have given 
CONTINUOUS SERVICE for 11-hour 
shifts for TWENTY YEARS in a large 
Lancashire Colliery. 


The users in a recent letter say— 
* They have been put to arduous work 
and have given us every satisfaction." 


Where the fundamentals are considered— 
MERSEY MOTORS are used. Specify 
them on your next job. 


SELLING AGENTS: 


LI ГАМ О. 


LEN D 2N 


.. 6666 gals. per hour 
1, Emerald Street, W.C. 1. against 400 ft. head. 
Also Agents for 
Small Power Dynamo & Motor Co., Ltd. 
5540 7 Dynamode., 


( 5540. 
Mus. | 554]. _ Holk. London. 


\ 
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MANUFACTURED BY 


EMENS BROTHERS 


General Offices © Works. 


WOOLWICH, LONDON, S.E. 18. 


Telegrams: Siemens, Woolwich. Telephone: City, 6400 i 7 lines) 


Mr 
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AOCUMULATOR SWITOHBOARDS, BATTERY AUTO CUT-OUT, 
from £9. SHUNT REGULATORS, 
AMMETERS & VOLTMETERS. 


LOWEST PRICES. HIGHEST QUALITY. QUICK DELIVERIES, 


HODGES SWITCHGEAR 


F.M CARSON, | кышы ia 1897 
121a, BUNHILL ROW, | ——— EMPIRE MAPA CUT 
LONDON, E.C. l. CHEAPEST AND BEST IN 1887. CHEAPEST AND BEST TO-DAY. 
CENTRAL STATION IRONCLAD SWITCHES, FUSES 
` SWITCHBOARDS. & DISTRIBUTION BOARDS, 


CECIL HODGES & CO., Ltd., 
Switehboard & Instrument Makers, 
EMPIRE WORKS, DALSTON LANE, LONDON, E.8. 


ACCURATE TO CLOSE LIMITS, | remm e 


me LOMAX Patent Lamp Holder 


SCREWS 
ELIMINATED. 


NO TOOLS 
FOR WIRING. 


TIME SAVED 
IN WIRING 
OVER 50% 


THE COMPRESSION STARTER & SWITCHGEAR C0, 


LIMITED, | 
Penny Lane, Lancashire Hill, STOCKPORT. 
OUR * SISTOFLEX" | 
MOULDED INSULATORS ELECTRICAL INSULATING MATERIALS. 
will NOT MELT nor CRACK at 300° F. Silk Presspahn Black Adhesive & 
USE ** Belleroid ” (о - Electrical Insulation and Cloth, Leatheroid, Rubber Tapes, 
———— Low-Heat Conductivity. Paper,  Ebonite, Webbed Tapes 
** Bellerite ” for ee: Nei er qe Tapes, Micanite, and Sleeving 
2 Fibre, Flexible Tubes, Lebakit, 
Bellerocks” Opaque to X-Rays. | Mica, Dynamo Tapes, etc. 
Competitive Prices. 
UP oe наш а ды LARGE а == | PROMPT DELIVERY. 
end us your enquiries. 
BARRETT & ELERS, Ltd., SPICERS, LIMITED, 


Wallis Road, А 


Telephone : HACKNEY WICK, Е. 9. { . SPICER BROTHERS, | і" D : 


887 East. 
| Telegrams: N/KOPING LONDON 
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you can recommend. 


i 


Because they represent the latest practice 
in design and construction. 


Because they are reliable in operation. 


Because they are competitive in price. 


Because your clients will be satisfied with 
what you have given them. 


" Magnet," Manchester. 741 Openshaw. 
"Orders," Cannon, Londen. 5370 City. 


OPENSHAW : 


A Few Feature 


RELIABILITY 
DURABILITY 
SIMPLICITY 
SAFETY. 


s | В MINIMUM 
RE FUEL COSTS 


The 


: БЕ (Э Я BE; E a а - ass Р м | 


STARTING 


|| ECONOMY. 
4 ADAPTABILITY. 


(Including Conversion 


to run on Gas.) 


Catalogue from 


is guaranteed- to 
——————————— 


FROM COLD. Eu Be : run satisfactorily 


on the Cheapest 
Fuel Oil obtain- 
able (eg. Fur- 
nace Oil of '95 
Spec. Gr.) 


Head Office, Lincoln UN ry Ш JE Š I Our Fuel 


or 
London Office— 
46, Queen Victoria 
St., E.C. 4, 
or 
Glasgow Office— 
173a, St. Vincent St 


Consumption 
ИСТС С=С ҹҸыы 


Guarantee is the 
— ———M— m 


best obtainable, so 
that low running 
| === Бана —— age costs are assured, 


Manchester, England. 
London. 49 Queen Victoria Street, EG 
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150,000 KILO-WATTS 


of Brazil Carbon Powder 


NEUTRAL POINT EARTHING RESISTANCES 


are in operation at various voltages in all important power 
stations, including the new Nechells Station, Birmingham. 


-——————— == we Be o heap unde eee ee ee - 1S V A 


RESISTANCE TO CARRY 200) kw ON AN 11,000-VOLT SYSTEM. 


The Brazil Carbon Powder Resistances possess the following advantages over a'l other forms of Earthing Resistance :— 


1.—They have а negative temperature co-efficient, and the 5.—They are practically indestructible as regards mechanical 
current gradually increases until the cirouit breaker acts, thus breakage and insulation. 
minimising the disturbance to the system. 6.—They can be adapted for different currents and voltages, the 
resistance units being easily re-grouped if it is desired to in- 
crease or reduce the current to earth. 


2.—Their cost is low for any given capacity. 


3.—The charge for maintenance is negligible, and in this respect 7.—There ue | о the current or pressure with which they 
alone they are superior to other forms. can ue empor 

8.—They also reduce the circulating currents due to triple fre 

4.—They are extremely compact.—To absorb 100 kW., occupies quency toa fraction of the current that would circulate with 


little more than 1 cubic foot of space. grid resistances. 


Full particulars supplied with Catalogue Sheet 54. 


EVERETT EDGCUMBE 


117, Victoria | St, S.W. 1. LONDON & HENDON. Collindalo Works, М.И. 


INSULATORS. SILUMINITE SHEETS. 


ALL TYPES. ALL SIZES. 


° Е High Di-eiectric. 
Челгарагн ЕЕ Great Reduction: mo ыс 


S Ы Е ЕТ Strength. 


Homogeneous 


Unaffected by Acids Cheaper than No cn aan РЙ 
Oils and Alkalis. SLATE or MARBLE under High Temperature 
As thinner sections can be | 
нав emesency: | used giving same mechani- THE SILUMINITE INSULATOR И. rp 
Proved by time to be cal strength. | l 


Werks: THE GREEN, SOUTHALL. f: 
Absolutely Rellabie. Send for New Price List. Telephone and Telegrams: 59, SOUTHALL. 


ТАБ? КЕЗЕ РЫ, STII 550 4. MUT 


er i atie 
rg’ 


Low Cost. 


June 30, 1922. ] THE ELECTRICAL REVIEW SUPPLEMENT. 1 


OUR AIM IS TO MAKE 


“THE PRODUCTS WITHOUT A MAINTENANCE EXPENSE ” 


XS KY QU Qu 4h. 4. чә 4h? 4h? 4 __< 
КУТТ т AIEEE EDEL SIE eea ee eee es Nec Sor a сулы с ысы 


LI 


D.C, MOTORS A.C. MOTORS 


OUR AIM IS VALUE, VALUE IN THE LIFE OF THE PRO- 
DUCT AS WELL AS FIRST COST. OUR AIM IS EFFICIENCY, 
EFFICIENCY AT A COMPETITIVE PRICE—WE DO NOT AND 
WILL NOT SACRIFICE EFFICIENCY FOR LOW COST. OUR 
AIM IS QUALITY, QUALITY IN ESSENTIAL DETAILS, TO 
REDUCE MAINTENANCE COSTS. PLANT USERS REALISE 
THAT THE MAINTENANCE BURDEN OFTEN EXCEEDS 
INITIAL OUTLAY, WE DO TOO, HENCE OUR AIM, OUR 
SUCCESS, OUR REPUTATION FOR 


“THE PRODUCTS WITHOUT A MAINTENANCE EXPENSE” 


7 X 27 a) SS 
pm nd 


"ndn. 4h. @ 4h. @ XXNZ 
ALAS EIS EIT АЧ 


MOTORS A.C. & D.C. (ALL SIZES, TYPES AND HORSE-POWER), AND SWITCHGEAR TO 
CONTROL THEM. D.C. & A.C. ELECTRIC CEILING & DESK FANS AND REGULATORS TO 
CONTROL THEM. SHIPS’ FITTINGS AND “MAXLUME” REFLECTORS AND LANTERNS. 


ANNOUNCEMENT BY: 


VERITYS LTD., ENGINEERS, 


Works: ASTON, BIRMINGHAM. 


Our Branch Sales Engineers will attend promptly to your Enquiries or Telephone Calls. 


LONDON : BIRMINGHAM : - BRISTOL: MANCHESTER : ` GLASGOW : 
31, King Street. Phoenix Chambers, 59, Hardman Street, 51, 
Covent Gn., W.C.2. Colmore Row. Victoria Street. Deansgate. | Waterloo Street. 


l—Ó— À ee 
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SOLE AGENTS FOR 


IHE CONDOR LAMP 


MANUFACTURING CO, ACCUMULATORS 
LTD, OF 


VENLO, HOLLAND. 
ENGLAND AND WALES: W 
THE B.T.T. ELECTRIC LAMP | OKING LTD. 
AND ACCESSORIES CO,, 
5/10, Rangoon St., Crutched Friars, LONDON, E.C. 3. 


— - m e .—-Á LLLLLLLLLL LL... - 


Telephone : (two lines) Avenue 8768, 8769. Telegrams: Duchavwat. Ald , London. T , | 
Branches :— Manchester, Liverpool, Birmingham, Hull, Newcastle, MANUFACTURERS OF ALL PES | 
Leeds, Bristol, Wolverhampton. OF 
OUR SALES of GASFILLED LAMPS have been suspended by an 


injunction granted inthe High Court. Weare therefore substituting round 
bulb T.A. Lamps of practically equal efficiency with most Gasfilled Lamps. STO AG Р В АТТЕ IES 
Our Т.А. Lamps will also give many hours longer life than Gasfilled 


Lamps, and our prices —with every lamp guarranteed аге as follows :— 


Low Voltage 30 watt 2/9, High Voltage 3/- FOR pc 
» 40 , 2/9, ” 3/ |- i 
TRAIN LIGHTING | 
I 30 B E s | 
Owing to the fall i in the cost of labour asd raw materials, and our increasing 
trade, we are able to reduce our prices for Metal Filament Lamps. Our HOUSE 
new list is as follows : — 99 


Low Voltage, 10 acid to 30 watt, ae 
40 60 ээ 
High Voltage, 1 о St AN 2/8 j 


60 „ 2/3 


— SCOTLAND AND IRELAND. _ 
CHARLESWORTH PEEBLES & Co. CAR LIGHTING & STARTING. 


ELECTRICAL ENGINEERS, 
134, St. VINCENT STREET, GLASGOW. ——" iia acs 


Telephone : Central 3537. Telegrams: “ Meteorite.” Amlator, Waking: Woking 330. 
DUBLIN, CORK, GALWAY, BELFAST, LONDONDERRY 


WATER POWER | For HIGH-GRADE 


BRITISH MADE 
WE SPECIALISE IN THE 


| | CONSTRUCTION OF SWITCHGEAR. 


ra MYDRO-ELECTRIC PLANTS. Send your enquiries 
for 5 
B. H. P. to 10,000 B.H.P. Circuit Breakers И 
CATALOGUE ON REQUEST. and Oil Switches, 
, | &t. a 
HAY MARYON SG | |; | 
WATER POWER ENGINEERS AND CONTRACTORS J. G. STATTER& C0., d А 
14 BRIDE LANE, LONDON, Е. С. 4. Queen Anne's Chambers, p 
Works: HAY MARYON WORKS (STROUD) LTD., STROUD, GLOS. WESTMINSTER, S.W. 1. 


Telephone: Central 1814. Telegrams: ' Hamabrila, Fleet, London,” Telephone : Victoria 6196. Made at our Laboratories, Amersham Common, Boc 


Henley Regatta. 


If you are going to the Regatta will you 
take the opportunity of calling at our 
works (just opposite the Town Hall) where 
Stuart Engines, Lighting Sets and Pump- 
ing Plants are made? 


We are arranging to keep open till 7 p.m. 
each evening. 


STUART TURNER, мы Henley-on-Thames. 
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“FEROFLEX’” 


FLEXIBLES. . 


WIRES, | 


COTTON, potisHen соттон Л ы 
SILK and OUTER р соттон J a 
ASBESTOS SEPARATORS 3 
ENAMELLED- VULCANIZED RUBBER INSULATION N 
WIRES BRAIDED COPPER n 
for CASBESTOS SEPARATOR) 


Se aud STRONGEST, SAFEST and BEST on Reels in 
g ag e ч ron ELECTRIC Irons, RADIATORS, COOKING APPLIANCES, VACUUM CLEANERS, Metal 
МА 5 


Container. 
MOTORS, ETC. " 


FLEXIBLE CORDS. 


ВУ У е make every class and grade of Flexi- 
wim ble Cords from the “Competition " quality 
UM competing in price with the inferior im- 
ported article, to the very best grades. 


Samples and Prices on application. 


| CABLES 

For LIGHTING, HEATING, POWER, В| 

Actual Manufacturing Experience is em- BELL and TELEPHONE SERVICE. LLA A 
bodied in every coil of wire produced. Ya ON 


To Standard British, Continental and 
All Classes of Wires, Cables and South American Specifications. 
Flexibles, &c., manufactured by us. 


FAVOURABLE PRICES. CAB TYRE 


PROMPT DELIVERIES. SHEATHED 
Send Us Your Enquiries. 


MAKE NS 


FLEXIBLE — — Mx d 
Sectional List W 101 on application. | | PATENT 8996/1911. For LIGHTING, HEATING, Etc. лац, 
PROOF AGAINST OIL, ACIDS, &C. AND ТҮРЕ Д 


OF TELEPHONE. 
RECEIVER ; 
Eh AND TRANS 
M „ MITTER CORD. : 


HICH & LOW ARMOURED 


2 е, Ф 
; MORE CABLES 
EB, CABLES For, LIGHTING, 
STARTING, Etc. 
д SINGLE, Twin Q (V 
ili AND TRIPLE 
шыл CONDUCTORS. 


London Office : 8a & 9, Gt. Chapel St., Oxford St., W.C.1. 
" Glasgow Office : Mercantile Chamhers, 65, Bothwell St. 


Alternating to Direct Current. 


.- Mercury 
‚ Vapour 
-Rectifiers 


AT, CAPACITIES. 


Fe 


——  — 


— —— 


-— —— m amm 
P Á 


Cait and se the — HEWITTIC ELECTRIC COMPANY, Du | тае a ene 


Rectifiers 


] in our Showrooms. | 80, York Road, King's Cross, конго N. 1. | Mate ми 
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CRYSELCO, LIMITED, 


Telephone: 177 Bedford. KEMPSTON WORKS, 
Telegrams: ‘'Cryselco Kempston.” BEDFORD. 


Jone 30, 1922. | 


= 


FULLER 
A.C. MOTORS 


HAVE AN UNRIVALLED 
REPUTATION FOR 


QUALITY | 
AND E. 


RELIABILITY. 


THE ELECTRICAL REVIEW SUPPLEMENT,  . | 5 


To-days Prices are Competitive and 


DELIVERIES PROMPT. 


The FULLER ELECTRICAL & MANUFACTURING Co., 
5, Chancery Lane, London, W.C. 2. 


Works: FULBOURNE ROAD, 
LONDON, E.17. 


*Phone: HOLBORN 6084.5. Telegrams : 


" Fullmage Fleet London." 


orn? 
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TRADEMARK. .--. 


‘CRABTREE 


SS N ч e 
м d bas Uu 
У N 


ENNS 


F, to the casual observer, much excel- 
Р lent workmanship in an installation is 
"beneath the surface," yet there is 
ample scope for individualistic and visible 
expression, and itis with the “Crabtree Shelloid ” 
Switch Covers and Base Rings that yog have . 
your opportunity of adding deft points of finish 
to your work. 


* * ж 


So we again draw your attention to the refined 
finishes in these Switch Covers, which, having a 
dignity of their own, confer an individualistic 
distinction to your efforts : 


GOLD, TORTOISE-SHELL 
SILVER, IVORY 
AMB LAPIS LAZULI, 


? 


MARBLE. 
And to the fact that—as the Base Rings can be 
supplied either in harmony with оғ in contrast to 
the Switch Covers— you have a wide scope for 
unique treatment in harmony with existing 
decorative schemes, Hall-marks of your Crafts- 
manship, aided by 


‘Craftsmen in Switches.’’ 


JA CRABTREE 8 C9 II? 
RUSHALL STREET 


s WALSALL — em 


WwALBALA. 
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CUTTING. 


THE MOTOR WITH AMPLE POWER. MARGIN. | 


ee —— 
— 


CRANE & LIFT MOTORS. 
VERTICAL MOTORS. 


MOTORS FOR COUPLING 
TO ANY CLASS OF 
MACHINERY. | 


DYNAMOS FOR LIGHTING 
PLATING AND ELECTRIC. 
WELDING. 


PROMPT DELIVERIES 
CARRIAGE PAID. 


QUOTATIONS ON 
REQUEST. 


ОНО, S TAMEORDJ PARK WORKS dca MEO | 
Telephone 12 S TAMF о RD | 27 YEARS. 


ENGLAND ! | 


T 
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To any Contractor who is anxious to make 
the most of the present demand for wiring 


work it will be— well, more than helpful. 


It is propaganda which impels inquiry, and when 

you have the inquiry it is “half the battle "— 

more than half, if you estimate on the basis of the 

J. & P. system—the system that s "so simple” and 
so markedly economical. 


BRANCHES 
AT 


BIRMINGHAM : 

224, Corporation 
Street. 

BRISTOL : 

1, Nelson Street. 


Remember, you can assure your customers that you can do the job, and leave 
them entirely free from redecoration bills ! 


CARDIFF : ‘ . " . 

2. = Road The booklet is attractively produced, unique in character and style, carries 
l no name but yours (which is printed on an enquiry P.C. lipped into the 

GLASGOW : front cover), and, in addition, is supplied with envelope. 

159, West George 


Street. Are you interested? Аге you open to “make a push" with the 


(N.S.W.). 


LIVERPOOL: “J. &.Р." ә If so—this is how we help you. 
сна Write us, and arrange for a supply. 

MANCHESTER: 

251, Deansgate. м 

NEWCASTLE- | % Ф 

"ame: | Johnson & Phillips, Ltd. || 
PORTSMOUTH: Cable Makers & Electrical Engineers since 75. | | 
5, Sussex Street, 

SYDNEY Charlton, London, S. E.7. 


City Office © Stores: 12, Union Court, Old Broad St., Е.С 2. 


Branches as at side. 
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What we are doing in 


Remote Electrical 
Operation. 


While a, considerable advance in the convenience of operation, 

handling and inspection of heavy switchgear was made when 

remote mechanical operation was adopted, the 'arrangement has dis- 

advantages. owing to the limitations imposed on the relative positions of the 

cortrol panels and the E.H.T. cubicle structure. "Various mechanical devices have been used for 

increasing the flexibility of the arrangement, but there is onl; one method which gives entire freedom to the 

designer, and facilitates the duties of the operator by concentrating the control points within easy reach and 

in the most convenient location. That method is electrical operation. This is, moreover, the solution most calculated 
to appeal to the electrical engineer. 


This week we illustrate our latest model electrically-operated oil switch of large breaking capacity. This particular model 
is arranged for cubicle mounting with remote electrical operation, and is designed for use on circuits up to 11,000 volts. 
The switch is fitted with vent pipes through which the gases generated during operation are discharged at a point 
external to the enclosing structure, and the switch is so arranged that all mechanism is below the upper frame, no 
moving parts being between the terminals on top. This arrangement prevents, under short-circuit ccnditions, arcing 
over from switch terminals to operating mechanism. ‘The switch is made gas-tight except for the vent pipes referred 
to above ; it is strongly designed and capable of withstanding high internal pressures. 


A control. board for tke remote electrical operation of switchgear for two generators and four feeders is also shown. 


Tbis type of switch can also be arranged for remote mechanical or direct hand operation. if desired. 


Johnson & Phillips, Ltd., 


City Office: 12, Union Court, Old Broad Street, E.C. 2. 


Charlton, London, S.E. 7. 


Branches at: BIRMINGHAM, BRISTOL, . CARDIFF, GLASGOW, LIVERPOOL, MAN- : 
CHESTER, NEWCASTLE-ON:TYNE, PORTSMOUTH and‘ SYDNEY (N.S.W). 


/ 
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HOWELLS & CO., 
105, York Street, Hanley, STOKE-ON-TRENE 


Manufacturers of 


\1, 2 & 3 PHASE MOTORS. 


1 to 50 H.P. 


Squirrel Cage Rotors are guaranteed уз з н 
Exceptionally good Starting Torque. 

«Ф You know this motor, but have you received 
our latest prices ? 


NEITHER QUALITY NOR PRICE CAN BE BEATEN, 


TRY 'EM. 
: We invite your enquiries for 
Ач, STAMPINGS PIERCINGS 
PRESSINGS PRESS TOOLS 


for metal, fibre, celluloid, etc. 


FORGINGS, MACHINING, DIE-SINKING, TYPE-CUTTING. 


Medals designed, sis ey & engraved. General machining of all kinds 
"ci machine building. Jigs, Fixtures, and зеце made. 
Patents worked out. 


FULLY EQUIPPED FOR SMITHY WORK. 


CHAS. WRIGHT, LTD. 


(Government Stampers and Engineers) 
"Ph = W г 
ms EDGWARE — MIDDLESEX, — ' 
Edgware Four. ESTABLISHED 1864. Wright, Edgware. 
LI 


This illustration shows our standard 
type of medium power, three-phase. 
Transformer construction, 15,000/ 
440 Volts, 50 periods. We are 
manufacturing Transformers from 
| to 10,000 KVA of voltages up 
to 100,000. 


Fall particulars will be supplied on application. 


Soc. Anon. “LE TRANSFORMATEUR.” 


Sole British and Overseas Agents: 


ALLIED NATIONAL CORPORATION, LIMITED, 


72-74, Victoria Street, киз S.W.1. | 
Telegraphic Address: " ALNATCOR'" (All Codes). Telephone Number: VICTORIA 1552 


SOUTH WALES OFFICE - - - - 30, Station Road, Port Tuadbot. 
Telephone No: 8 PORT TALBOT. 
H i 


f 


| 
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Watertight 
Cut-outs 


for 


` 


overhead services 


A Henley Standard double-pole, 
watertight Cut-out, fitted with fuse 


carrier and link for neutral. 


The back half of the case is made to 
receive a wrought-iron leading-in tube, 


which is secured by two nuts. 


FOR FULL PARTICULARS AND 
PRICE ASK FOR LIST 2|W.L.1. 


ENLE 


IRONCLAD SERVICE 


CUT-OUTS 


W. T. HENLEY'S TELEGRAPH WORKS CO, LTD., 
BLOMFIELD STREET, 
LONDON, Е.С, 2, 


| | TAR ; y | 
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The size of the plug that holds your 
electrical fixtures to the wall has nothing 
to do with iis strength. Wood plugs are large 
and necessitate a big and unsightly hole, but they 
won't hold permanently because they only rest 
in the wall. They do not expand inside the wall. 


Rawlplugs do. The Rawlplug is no longer than the screw 
with which itis used. Thehole it grips in is smaller than 
the head of the screw. But there is no question about the 
grip. Rawlplugs expand inside the wall with a vice-like 
grip and make the fixture become part of the wall itself. 


The Rawlplug method is becoming recognised as the 
standard method of making any fixture to any material 
—from plaster to concrete ог tiles—because it 18 
scientifically sound, simple, sure and economical. 


Millions of Rawlplugs are used throughout the country 
by Electricians, Builders, Engineers, Railways, the 


War Office, G.P.O., etc., and by the general public. 


Write for special 20 pp. Trade List and let us know 
if you have any work where we could advise or assist, 


AWLPLUGS 


SAMPLE OUTFIT 
10) Rawiplugs (No 8 assorted 
lengths). A special Rawlplug 
Toolholder 


two Bits. 
supply of ж. 
bead and coun- 


tersunk screws, 

and screw eyes, screw hooks, 
cup hooks, square hooks, 
etc., and ful! instructions. 


COMPLETE 
OUTFIT 


All sizes of 


Rawlplugs $2 


and Tools, 


Nos. 3-14 & No. 20 


THE RAWLPLUG COMPANY, LTD., 


Gloucester House, Cromwell Road, London, S.W.7 
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_ {де hold 


the successful production of Extruded Rods. and 
Sections in the hellow of our hand. 

Our many years of constant activily in this 
branch of business have yielded invaluable ex- 
perience, and this completed knowledge of 
the intricate process of extrusion, supported by 
спе of the finest plants in the country, places 
us in the enviable position of being able to 
cope promptly with the largest orders, and at 
the same time to guarantee uniformly Sound 
Rods and Sections in non-ferrous metals. 


И 


———— 


We have been supplying some of the largest manu- 
faclurers in the Electrical World for many years past, 
and at lo-day's prices Extruded Kods ond Sections 
are the cheapest form of manufactured Brass. May 
we have the pleasure of sending YOU a Copy of our 
Extruded Catalogue, B 42, or quoting you for your 
needs ? ' 
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Rotton Park Street, BIRMINGHAM. 


Telephone : Edgbaston 381. Telegrams : " McKechnie, Birmingham." 
Smelting Works: WIDNES, LANCS. 
Отк 5408. ae нш, ЭЛҮ FL 
BRANCHES: iN orn F xchange Buildings. 


EWC ASTLE ON TYNE—90. Pilgrim Street, 
EEDS—Prudential Buildings, Park Row 
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LATEST REVISED AND ENLARGED EDITION. 


THE PRACTICE OF 
ELECTRICAL WIRING 


DONALD — MUNRO, 


МІ.Е.Е., M.ASSOC. MINING Е.Е. 


Pup a cn c 
3 
" анн RR 
873 1572] E. — 


The well-known and practical handbook for 
Contractors, Engineers, Architects, Wiremen 
and others connected with Electrical Wiring 
in its many branches. | 


267 PAGES. . 100 ILLUSTRATIONS. 


5]- NET, OR BY POST 5/5. 


i С 
30777-07707 a 
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“САМТІЕ” 
IRONCLAD SWITCHGEAR 


ENSURES SAFETY. 


PERFECTION IN SWITCHGEAR 
CANTIE SWITCHES 
CANTIE FUSES — 


As near periection as possible. 


BEST DESIGN 
BEST MATERIAL 
BEST WORKMANSHIP 


——_———S ———MÓMÓÓMM 


CANTIE SWITCH CO. 


— LEIGHTON STREET — 
NOTTINGHAM. 


N 1 r|-? 
/|riusn 
The most Eificient and 


Reliable Fan 
in the Market. 


e À Pm 


— | 19 


Specially wound for Poe 
w "7 
бә 


Tropical Climates. 
WE MAKE EVERY TYPE OF 


THE ELECTRICAL REVIEW SUPPLEMENT. 


V 
GENUINE 


MORSE 
TWIST DRILLS 


REAMFRS 


CARBON DRILLS 
HAVE THE REST 


, - - ) 
BUY MORSE 


"Morse" stands for accuracy 
strength, and durability. 


" Churchill” stands for varied 
stocks and prompt delivery. г 


Let us quote for your wants. 


CHARLES 


ifii cf Ud fread af) Fat UE ЕЛЕЦ Ge 


& CO. LTO 
9-5 LEONMARO STREET LONOON ECS 
жаыа nan MANCI ~acow 


Gas rus vv “anp Tos МЕТО: саре ; 
Breet Pit ПАЧНЕ DP Pe 


Brr 


NA Ea 
LLEI J 
CEILING!:FANS ': 


. 54" & 60" Sweep 
Single-phase and 
3-phase. 
ET 


— —— ALTERNATING 
CURRENT. 


| ELECTRIC FANS 
FOR ANY VOLTAGE OR PERIODICITY. 


ERCOLE MARELLI & Co, LTD. 
Fan House, 19-20, Garlick Hill, 
Queen Victoria Street, 


LONDON, E.C. 4. 


Teleghone : Central 734. 
Cable: Auretta, London. 


\ 
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IT IS IMPORTANT 


THAT YOU SHOULD PLACE YOUR ORDERS FOR 
OUR TIME SWITCHES NOW FOR DELIVERY IN 
THE AUTUMN AND AVOID DISAPPOINTMENT 
LATER ON. 


THIS IS A SURE SELLING LINE. AND 15 SO 
SIMPLY CONSTRUCTED THAT NOTHING CAN GO 
WRONG. 


FITTED WITH A 10-AMP. DOUBLE POLE SWITCH, 


PRICE: 6O/- EACH, SUBJECT. | 


SOLB MANUFACTURERS AND DISTRIBUTORS :— 


RO 55 & со. (ELECTRIC) d 62, Robertson 31. LASGOW. 


REDUCED PRICES. 


To be a successful trader, you must give the public 
what they want. The buying public now want 


MUCH LOWER PRICES 
How Can We Do It? 


Our Factory Policy. 
To give lower prices a manufacturer must be 
be efficient, eliminate waste, and keep his factory 
going full time—that's the Betterway Factory 
Policy always Good Methods—No Waste— 


No Short Time. 
Our Selling Policy. | 


Reduce the profit by half and increase the sales 
three times—that's the Betterway Selling Policy. 
Result—a fast-increasing clientele, of which we 
are justly proud. 


An Example. 


Illustrated here is a nice 3-Chain Pendant, 12-in. 
Band, 3 ft. 6 in. overall, finished in Oxidised 
Copper or Satin Brass: 


ik / <p Complete. 


4 The Six Standard Colours— Light Red, Dark Red, Rose, 
| Green, Gold, Blue—meet the taste of a large body of 
.j customers, and the Bead Trimming and beautifully 


TOTNM u. aay FRAMES embroidered White Silk Lining add that touch of 
SERIES *'*1." superiority only obtained in good-class articles. 
12 in. Complete, : 14s. 4d. 
14 in. й 19s. 4d. See Our Stand, No. 39. ~ 


LONDON FAIR AND MARKET, ROYAL AGRICULTURAL HALL, 
16 in. » 23s. 8d. LONDON—————_JULYY 3rd to 14th. 
Sole Manufacturers : 


EXCELSIOR SHADE MANUFACTURING СО. (Dept. “A”, [ 


Betterway House, Stanford Street, NOTTINGHAM. 


r^ (C—C, 
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The Triumph Fan. 


AS 
BRACKET 
FAN. 


' 


Robust Type. 


SPECIFICATION. 

A very robust Fan, suitable for Desk and 
Table use, or for use as a Bracket Fan. By 
undoing the thumb screw the motor may be 
moved to position for Bracket use without thé 
addition of extra fittings. 


Fitted with Three Speed and 

se ye. Å 
Off position regulator (with 

definite positions) mounted in base. 


Swivel and Trunnion 
movement. Very highly 
finished in best quality 
stove black enamel. 
Blades and guards of 
highly polished brass. 
A very handsome Fan. 


Suggestions for dealing with 


APPARENT DEATH 


from 


ELECTRIC SHOCK - 


Can now be obtained 
Reproduced on 


GALVANISED IRON 


PRICE 4s., POST FREE Ss. 6d. 


HOME OFFICE SPECIAL RULES 


For the Installation and Use of 
Electricity in Coal Mines. 


The Home Office in its Rules issucd relating to Electricity in Mines 
stipulates that "Instructions shall be posted up in every 
Generating, Transforming and Motor House, containing 
irections oi ,to the restoration of persons suffering from 


electric 


The ELECTRICAL REVIEW, Ltd., 


4, Ludgate Hill, London, E.C. 4 
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Е ANS OF SUPERLATIVE QUALITY 
AT REMARKABLE PRICES!! | 


€ 


We can ccnfidently assert that there is no better value 
being offered in the Trade to-day than 


TRIUMPH Electric Fans 


which are the result of manv years’ experience in Fan 
manufacture, and QUALITY Productions in every 
sense of the word. 


Manufactured under strict supervision at our Birmingham 
Works, every care is taken that each Triumph Fan 
shall prove absolutely efficient and reliable in Service. 


There are important details in TRIUMPH FANS which 
future announcements will deal with, but meanwhile — 


LOOK AT THE SPECIFICATION! — LOOK AT THE PRICE! ! 


and—to ensurz prompt deliveries -let us know your 
requirements at once :— 


THE TRIUMPH 
Electric Mauufacturing Co., Ltd., 


Triumph Works, Stewart Street, 
BIRMINGHAM. 


Liberal Trade Discounts. 


PRICES (Direct Current) other prices on application. 


Bess | Votre. | Gant | Seed) Жеш | „Роза, | Rent" 
18° 100/110 | 45 | 1500 | 18 lbs. | £4 10 0 | T. 206 
12" | 200/220 | 45 | 1500] 18 lbs. | £4 10 0 | Т. 207 
19" | 230/250 | 45 | 1500 | 181. | £4 100 | Т. 208 
16" 100/110 60 | 1200] 19 lbs. | £5 100 | T. 209 
16" 200/220 | 60 | 1200 | 19 Ibs. | £5 100 | T.210 
16^ | 230/250 | 60 | 1200 | 191%. | £5 100 | Т. 211 


————————— | 
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JUST PUBLISHED. 


Cloth, 43 х 7}, 130 Pages, 72 Illustrations, 
6/6 net; post free 6/9. 


A PRACTICAL TREATISE 


ON 


THREE-PHASE INDUCTION MOTORS 


LEONARD ,ERNEST WOOD, 


Associate Member of the Institution of Electrical Engineers, London ; 
Late Electrical Engineer of 
Montreal Cottons Ltd., Canada, 
Director of Airdale Manufacturing Co., Ltd., Bradford, 


AUTHOR'S PREFACE. 

" The primary object of this book is to provide à ‘ practical aid’ to those 
who have under their care the running, maintenance and repair of three-phase 
induction motors, and hzve not either the training or experience necessary to 
deal with the many practical problems that arise from time to time.” 

'" Among the ever-increasing number in this class are many to whom this 
work should appeal. It deals with the two classes of motors most widely 
used, te., ‘squirrel cage’ and ‘slip ring ' machines. The construction of 
these machines is dealt with in detail, as is their starting apparatus, faults, 
&c., emphasising the good points they should embody and the weak ones to 
be avoided." 

" Whilst it is impossible to quote a remedy for every evil, because circum- 
stances differ so widely, yet the suggestions contained hercin may prove help- 
ful if only from the knowledge that such exist It is the practice in most 
plants using а number of motors to carry out their own repairs, because they 
can be done so much cheaper and better, quality being the first essential." 

" Mathematics and useless theory are excluded, for the simple reason that 
for the class to whom this work appeals none are necessary. So long as the 
practical man understands the rudiments of the principles on which motors 
operate, that ts all he needs.” 

“ [he photos and diigrams contained herein «ere taken and drawn by the 
author expressly for this work, and taken from ordinary routine work of a 
large plant.” 

“ No one manufacturer's motors or apparatus are specifically referred to.’ 

“ The contents of this book are founded on twenty years’ experience in the 
erection, running, maintenance and repair of electrical plant and equipment 
ranging from a few hundred horse-power to 10,000 horse-power in various 
parts of the world.” 


LONDON : , 
THE ELECTRICAL REVIEW, LTD., 4, Ludzate Hill, 
\ Е.С. 4. | 
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| mv FANS _ 


A.C. and D.C. 


for use in ALL POSITIONS 


suitable for all standard 

voltages :: e: TEET 

© LARGE STOCKS 

M V Cabin Type Fan | available at all our 
(Wall or Ceiling). 


. BELFAST. 


26. Arthur i 
Tel. No. 4935 


BIRMINGHAM. 
STORES—62, Weaman St., 
h La 


' ICE—L oveday Street, 
‘ Steelhouse Lane 
i Tel. No. 2570-1 Cen. 


BRISTOL. 


43. Park Street. 
Tel. No. 4712. 


CARDIFF. 


STORES—Metro- Vick 

f ouse, Custom House Street. 
. dOFFICE-102 St. Mary St, 
. Tel. No. 4712 Cen. (2 lines). 

Dares комилан 
STORES—Cit Hall Bldgs., b ap side 

e gt Tel. No. 8033 Central. 
OFFICI E 39. Dock Street. ro 
Tel. No. 2040 Dundee. i ~ 


| МЕ 


ELECTRICAL 


Vickers 


/ | 
TRAFFORD PARK - - - 


GLASGOW. 


STORES-21. Wellington St. 
Tel. No 4348 Ceatral. 


_OFFICE—}7. St. Vincent Рі. 
e Tel No. 9820-2 Central. 


branches :: :: : F 
Send for Lists 1 — 10. d 


TROT TAN — 


MV Desk Type 


an. 


CO. LTD 


MANCHESTER. 


LEEDS. 


5. Albion Street, Boar Laue. 
Tel. No. 23793 Central. 


[June 30, 1927. 


M V Cabin Type Fan. 


LONDON. 
STORES—179, Wardour S. 


W. 1. 

Tel. No. 670 | Gerrard. 
OFFICE-4, Central Bldes. 
Westminser S.W. 1 
Tel. No. 8693 Victoria. 
MANCHESTER. 
Long Millgate. 

Tel. No. 6230-3 City. 
NEWCASTLE-O^-TYNE 
Ward s Blda:.. High Bridge, 
Tel. Nos, 529 & 503 Central. 
SHEFFIELD. 
Howard Gal'ery, Chapel 


Walk, Fargate. 

Tel. No. 4644 Cen. (2 lines), 
SOUTHAMPTON. 
101-102 High Street. 

Tel. No. 954, 
SWANSEA. 


62, Wind Street. 
Tel No. 1336 Central. 
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Type “N” Watthour 
Meter with jumping 
figure or pointer dials. 


Reversal Tests on Watthour Meters 
and their commercial application. 


The accurate metering of an inter-connector generally 


necessitates the use of TWO  Watthour Meters. 


WHY USE TWO WHEN ONE WILL DO? 


For years a number of such circuits have been successfully 


metered by ONE, and this is possible with the 
Metropolitan-Vickers Type “N” Meter 


owing to its great accuracy with energy passing in 


either direction. 


Correct registration on Low Loads with backward 


or forward rotation is only possible with a Meter 
possessing a Natural Curve such as distinguishes the 


Type “N” Watthour Meter 


In normal situations where rotation in one direction only is 


required, this good natural curve ensures continued accuracy. 


Pdi tdi hhh hhh hhh hhh hhh hhh hhh hhh hhh hhh hhh hhh LL ee * 
. 


Results obtained by Faraday House Reversal Tests 
on Type “N” Meters will be sent on application. 


_ MEROPOLTAN, 
Vie ickerg WN 


ELECTRICAL | CO.. LTD. 


al 


TRAFFORD PARK WORKS · MANCHESTER М о. E 
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Vislok universally accepted in Engineering Circles as the 
ONLY Lock Nut that CAN and DOES PERMANENTLY LOCK 


VISLOK 


The Reliable and Safety Triple Lock Nut 
T VISLOK 


and Interdependent Locks ipe the ONE 

Movement of an ordinary spanner as 

you lock it. 

MILLIONS SOLD qe 
To Prove for Yourself that cur claims 

are ABSOLUTELY RELIABLE we B R AS S 
invite you to Test VISLOK under 


YOUR OWN Conditions. We send 


Free Sample for this Purpose 


SPECIAL TO THE | ELECTRICAL 


ELECTRICAL Installation 
MINING Extensively used 
and RAILWAY Guaranteed | 


INDUSTRIES. | Saves ALL 
VISLOK made in Naval Brass INSPECTION 


for Switch Gears, Dynamos, 
Motors, ete. | LABOUR 


VISLOK does not require 


periodical inspections or 
etd. Defies Continuous | 
VISLOK saves all INSPECTION Intensified 


ABOUR. 
L Vibrations 


VISLOK remains permanently 
Gives Three Locks 


Ө 74 
—_—— t li 


Used asan @ 
ordinary nut = 


— = 


locked until unlocked. 


Sole Makers and Patentees 


pn boit B ——— ST. BRIDE'S HOUSE, SALISBURY SQ., LONDON, E.C.4 y р пе 
Telegrams :“Vysseloque, Fleet, London." "Phone Central 8157 
Faent wa. 100208 Patented at Home and Abroa 1. British Made and Owned Movement 


>= ———' 0С00 RM EE 


For anything in 
MICA « MICANITE 


send to the Manufacturers: 


THE BIRMINGHAM MICA CO, 


ADAPTABLE’ 


& вомотс CLIP : 


Absolutely the only Clip on the 


market that will fit any size 


Conduit, Cable or Pipe. 


———!) 1c 000 — m 


(Y a 1c) 0c) anc 00 


South Road, Hockley, & ANN INGLE : 
BIRMINGHAM. /3 IN & ING | 

EL T BRIDGE ST, MANCHESTER. 
INSULATICN, BIRMINGHAM." 118 NORTHERN. DÀ : x 


CG N eN 0600 PENSE | 
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TO ENGINEERS IN ALL TRADES: Flexstel Booklet, sent post free, records original money-saving facts 


Dorman's Patented Flexible Joints used with Hose is a Guarantee 
against Hose breakages at acute working angles. FLEXSTEL 
Joints reduce Hose renewals and maintenance costs. 


DORMAN'S Р 


FLEXSTEL? 


DORMAN'S PATENTED EXPANSIBLE AND FLEXIBLE JOINTS in Steel - BÍ 
and other Metals from inch to 12inch bore. Guaranteed to withstand successfully 
the highest fluctuating and intermittent pressures for WATER, GAS, OIL, AIR, 
PETROL, ACIDS, SATURATED or SUPERHEATED STEAM and for many 
Trades and purposes. Joints are Standardized and Interchangeable. A line 
can be quickly and easily lengthened or shortened Бу unskilled labour. 


(жа? ee тү 


ойк A). у Lc ўа Flexstel 

Striking. | eres ay Joints 
Severe : ` р, 5 UE ә. 
continu 5 

and Unique sare 


Practical | „> TO. Absolutely 
Application. | 8 —— 7g af Water Tight 
A. : е after 


withstanding 


“Gon 
Applicable | 4 
to all p >, for many 
Trades. De months the 
: strains of 

Adds Life la | f - | the open 
to Hose. | т, тт River Tides. 


FLEXSTEL Patented Flexible Joints applied to 5in. Corporation Water Main on 
FLOATING Landing Stage, Liverpool. Allowing for a 33 ft. rise and fall of Tides. 


NATIONAL PHYSICAL LABORATORY REPORT: 


* Extensive and severe tests have been taken to prove the durability of Flexstel Patented Joints. 

A 4inch bore Pipe-line was submitted to the National Physical Laboratory for destructive test. 

It ultimately gave out under a pressure of 9.2 tons per square inch, when the Pipe-line Metal 
actually fractured. The joint being perfectly fluid proof till fracture occurred. 


Dorman Flexstel Joints interposed with Plain Piping. 


Flexstel Patented Joints have been tested for Petrol under pressure for prolonged periods. Flexstel Joints OSCILLATED 

MILLIONS OF TIMES and at the end of the period the Flexstel Joints proved absolutely petrol tight and showed no 

appreciable signs of wear. Flexstel Patented Joints constructed as pipe-line of absolutely any length withstand any 

amount of rough usage, climatic conditions, high and intermittent pressures, and can be relied upon for conveying 

water, saturated or superheated steam, oil, compressed air or gases, under any working pressures. The pitch of the 

Flexstel Joints regulates the flexibility and cost of the pipe-line. A pipe-line can be constructed of varying pitches, 
throughout its length to meet special and actual conditions. 


Specialists in the Designing and Building of Petrol and 
W. H. DORMAN & CO., LTD., STAFFORD. Paraffin Internal Combustion Motor and Stationary 
Engines: '' The Heart of a Car is the Engine." Makers of Wave Transmission, Mining and other Plants. Patent Owners and 
Makers of the Hele-Shaw Hydraulic (Oil) Clutch. 

Head Office and Works: STAFFORD. London Office : St. Bride's House, Salisbury Square, E.C.4 
Telephone No. 121 (2 lines). Telegrams: ''Dorman, Stafford.’’ Telephone No. 8157 Central. Telegrams: Typify, Fleet, London.” 


‘*Flexstel’’ is a Registered Trade Mark and Patented іп the Principal Countries of the World. 
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All Starters have our Patent Slow-Motion Gate, en- 
suring correct sequence and positive stop at each starting © 
position by moving the Starter Lever with one hand | 
in one direction only. 


Mica insulation alone is used. Every Contact is self- 
aligning and can be replaced in a minute. 


A complete range, carefully stepped, enables us to meet 


These Illustrations show Typical Examples of 
AIR-BREAK and OIL-IMMERSED TYPES. 
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DRUM-TYPE IRONCLA 
A.C. 


For all purposes. 


| Interior of Oil-immersed Auto-Transformer Starter. 


any requirement up to 400 
Н.Р. and, by assembling 
from stock parts, to deliver 
within a few days. 


Overlosd Releases. 


Interior of Overload Bex. 


ШЕШ 
ШИ 


CONTROL GEAR 


Air Break Auto-Transformer 
tarter, with o- volt and 


A glance at the Overload and 
Terminal Box will show how 
conveniently all Terminals 
are placed for rapid wiring. 


The ELECTRICAL APPARATUS CO. І” 


i AMD UL. 


INCORPORATING 
BRAY, MAREBHAM & REISS, LTD., 
HEAD OFFICE: 


Vauxhall Works, SOUTH LAMBETH ROAD, LONDON, S.W. 8. 
Telephene :—BRIXTON 2075 (6 lines). Telegrams : " ELAPRATUS, VAUX, LONDON.” 
Works: Yauxhall, Wandsworth, St. Albans. 


MANCHESTER—Palatine os Vi S T BIR Carlton H High 

— s, Victoria Street. IRMINGHAM —Carlton House, High Street. 

NEWCASTLE MON a TYNE, С ae Buildings, New Bridge St. BELFAST Gravile Balding, 45, HighS 
b ЕЕЕ t. 

CARDIFF—10, Windsor Place. ii DUBLIN—3, Dame Street. 

NOTTINGHAM — Westminster Buildings, Theatre Square. BERGEN —(Norway)— Lodin Leppsgt !. 
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Weads 


(PROVISIONALLY PROTECTED. 
Approved by THE ADMIRALTY. 


The FINAL SOLUTION of the PROBLEM of BARE WIRE INSULATION. 


For Cooking and Heating Apparatus, Furnaces, 
Arc Lamp Resistances, Cinema and Theatre Regu- 
lators, Starters, Controllers, Thermo-Couples, &c. 
High temperature refractory material up to 1200° C. Wrong threading corrected by breaking one 


Sizes to take 17, 15, 13, 11 S.W.G. Beautifully bead. No accidental reversal possible which 
made. English product. Will not expose the wire. necessitates complete unthreading. Keen prices, 


Keenly competitive prices also for ORDINARY BLACK GLASS INSULATING BEADS. 


Write for samples and prices to 


LIONEL ROBINSON & CO, 


(Partners: Lionel Robinson and W. E. Warrilow), 


3, Staple Inn, London, W.C. 1. 


Te legrams : Ferrydom, Holb., London. Telephone : Holborn 6323. 


233, TOTTENHAM COURT RD., 


| THE ELECTRICAL SUPPLIES C0, 7125 


(E.S. Co., LTD.) 


R 669.—Fitted with any colour silk flounce 
and 2 in. silver bead fringe, lined white silk. opal glass, 
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BOTH MODELS MADE IN 
12", 14" and 16". 
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Send for special leaflet Ў 
giving full particulars. ( 


. Competitive Lines. 


ue. 
/ - 


FITTINGS and SILK SHADE 

SHOWROOMS and TRADE 

COUNTER FOR GENERAL 
ACCESSORIES, LAMPS, 

CROWN CABLES, &c., и Ў 
OPEN tein ШЕ... 

8 ЗО a.m. to 6 p.m. | 


Branches:-MANCHESTER and MIDDLESBROUGH. 


R 3669.—Fitted with English illuminating 
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The most efficient and most 
economical system on the market. 


This system entirely meets the varied 
and oft conflicting requirements of 
surface wiring installations. 


Simple design. Easily installed. 
Safe operation. Not unsightly. 
Moderate Cost. 

No special tools required. 


The number of special accessories has 
been reduced to a minimum, enabling 
contractors to cater for a large amount 
oí business without carrying heavy and 
varied stocks. 


y Write for full particulars. А Д 
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THE GENERAL ELECTRIC COMPANY, LTD. 


Head Office: Magnet House, Kingsway, London, W.C. 2. 
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And in all the "Principal? Markets ef the World. 


Telephone: Regent?70502(50 lines). Telegrams’: t“ Electricity, Westcent London." = 

Branches : Manchester, Leeds, Liverpool, Sheffield, Glasgow, Aberdeen, Newcastle. Hull, Birmingham, Nottingham, . B 

Керүү Cardiff, Bristol, Swansea, Dublin, Belfast. Cork, Southampton. Ipswich, Edinburgh, Dundee. ио пим MJ = 
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ADVERTISERS will please note that NEW COPY and ALTERATIONS 
to Existing Advertisements (with Blocks) should reach here not later than 


[т FRIDAY MORNING. FV 


OFFICIAL NOTICES, PATENT NOTICES, SITUATIONS VACANT, SITUATIONS WANTED, | 
PARTNERSHIPS, AGENCIES, ARTICLES FOR SALE. ARTICLES WANTED, ETC. 


Latest Time 5 p.m. 


WEDNESDAY. 


The ELECTRICAL REVIEW is the recognised Medium of the Electrical Trades, and has BY FAR THE LARGEST CIRCULATION 
of any Electrical Industrial Paper in Great Britain. 


E um 


AUCTIONEERS 


and VALUERS of 


Electrical Works, Plant and Stock. 


WHEATLEY KIRK, PRICE & CO. 


(Established 1850). 


` 46, Watling Street, 16, Albert Square, 
London, E.C. 4. Manchester. 


26, Collingwood Street, Newcastle-on-Tyne. 


AUCTION. 


BY DIRECTION OF THE DISPOSAL BOARD. 


SALE BY PUBLIC AUCTION IN LOTS OF 
BOILER HOUSE PLANT, 
WOODWORKING MACHINERY, 
ELECTRICAL PLANT, 
MOTOR VEHICLES, MACHINE TOOLS, 


STOCK and STORES, 
АФ Н.М. FACTORY, GREINA, DUMFRIESSHIRE, 
On TUESDAY, WEDNESDAY, THURSDAY and FRIDAY, 
July 18th, 19th, 20th and 21$, 


commencing at 11 o'clock prompt each day. including : 


28 Lancashire Boilers, ЗО ft. long by 8 ft. dia., 
Ltd., Yates & Thom, and other makere. 
One Cochran Vertical Doller, 6 ft. 6 1n. alia, 
Eight Superheaters, by T. Sugden, Ltd. 
SIX " Green's © Fuel t6conomisers. 
24 pairs Mechanical Stokers, by J. Hodekinsen, 
25 Bucket Coal Elevators, by Bennis & Co., Ltd 
and Chalmers. 
Nine sets. Worm Reduction Gears, by 
Co., Ltd. 
wo ВАКМ Steam Generating Sets, 
10 Slip-ring and каштегеше Motors, 
ranging from b hep. to 250 h.p. 
Horizental Steam Engine, 10 in, evlinder by 16 in. stroke. 
49D bp. Vertical Steam E ngine, by Robey & Co., Ltd. 
Five Direct-acting Botler-feed Pinnps. by G. & J. Weir, Ltd. 
Steam Capstan, 6 in. dia. evimders by 64 in. stroke, by Thos. 
Reid & Sons. 
Bight 3-phase Transformers, sizes ranging from : 
35 kVA. 
T-ton Steam Locomotive Crane. 
Two 164 in. Belt Convevers, by Fraser & Chaliners. 
Three 55. in. Induced- draught Fans, by Davidson & Co. 
Two 2-in. ** Sirocco Fans. 
One Tenoning Machine, by McDowall & Sons. 
Two 20 m. dia. Pendulum Saws. 
“тате Saw, to take 21 by 21 in. logs; by MeDowall & Sons. 
Rack Saw Be пећ. 60 ft. long by 31 in. wide, by Rebinson and 
Sons, Ltd.. Rochdale. | 
КОО Circul: ar Saw Benches. 
Three Band Saw Machines. 
Three Chain Morticing Machines. 
Planing and Thicknessing Machine. 
4 ft. Radial Drilling Machine, by Smith X iet: 
Seven Pillar Drilling Machine. 


(Continued on next column.) 


by Gallowavs, 
by H ft. bigh. 
[.td. 

. and Fraser 


Henry Wallwork & 


all 50 periods, sizes 


2) kVA to 


later than July 10th, 1922. 


AUCTION .— Continued. 


Four Pipe Screwing Machines. 

Six Screweutting Lathes, sizes from 34 in. to 104 in. centres. 

Two Shaping Machines. 

3-ton Overhead Runway Crane, by Tangves, Ltd. 

lO ewt. Overhead Travelling Crane, by Herbert Morris, Ltd. 

I2-ton. Plattorin. Weighing Machine, by Henry Pooley and 
Sons. | 

Two Double Purchase Winches, by Fellows Bros. 

IO ewt. Platform Weighing Machine, by W. & T. Avery, Ltd. 

One 10-12 ton Standard Truck Tippler, by Fraser & Chalmers. 

Two Stacker and Loaders with telescopic ends. 

YO h.p. Motor-driven) Centrifugal Pump, by 
Platt. 

10 Duplex Pumps, 6 in. by 5 in. by 6 in. 

50 Sinall Centrifugal Pumps. 

Concrete. Mixer. 

Two Fireless Locomotives. 

14 Motor Cars, Lorries and Vans. 

One Enfield 3 h.p. Motor Cycle. 

Quantity of Steel Piping, from 6 in. to 16 in. 

Hopkinson's Valves, from 1 in. to 16 in. dia, 

Steel Shafting. 

Quantity of Electric Cable, Stores, Instruments, &c., &c. 

17 Railway Carriages. 

Numerous Spare Parts for Motor Vehicles. 

Oil Gas Generating Plant, 500 cu. ft. capacity. 

40 tons Railway Weighbridge. 

Five Signal Cabins. f 

On view one week prior to Sale, and each morning of Sale 
before selling commences. 

For catalogues and any further information, apply to the 
Disposals Board Officer, at the Factory, or the Auctioneers, 
Messrs. 


Му Ke р & O 


2, Collingwood Street, Newcastle-upon-Tyne; 46, Watling 
Street, London, E.C.4; and 16, Albert Square, Manchester. 
Registered Telegraphic Addresses: ** Indicator,” Newcastle- 


Mather and 


dia. 


upon-Tyne; '' Indices," Cent., London; "Indicator," Man- 
chester. 
Telephones : 3229 Central (Newcastle-upon-Tyne); 5077 Bank 


(London); 3218 Central (Manchester). O06 


SITUATIONS VACANT. 
Latsst Timo for receiving, 5 p.m. Wednesday. 


IF letters are not to ba delivered to certain firms or individuals 
(if known), instructions to that effect should be sent to the 
Manager of the ELECTRICAL REVIEW, who will do his best 


to carry out such instructions. Letters of applicants cannot 
in such cases be returned to them, nor can the names of 
Advertisers using a number in any way be disclosed. 


Original Testimonials should never be sent. 


BOROUGH 


OF STOKE NEWINGTON. 


PPLICATIONS are invited for the position of Sub-Station 
Attendant. Previous experience with e.h.t. converting 
plant essential. Present wages £4 7s. 3d. per week, varying 
according to the cost. of living.—Applications, stating аре, 
and giving particulars of training, experience, enclosing copies 
of testimonials, and when duties ean be commenced, should 
be addressed to C..S. Hann, Borough Electrical Engineer, 
Edwards Lane, Stoke Newington, N.16, to be received not 


K 


= гг Ee ESE SES — 


DISPLAYED ADVERTISEMENTS 
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SITUATIONS VACANT.— Continued. 


GORSEINON ELECTRIC LIGHT CO., LTD. 
Appointment of Resident Engineer. 


JA are invited for the position of Resident 
Engineer to the company. The person appointed will 
be required to take charge of the company's electricity under- 
taking, under which bulk supplies are obtained from another 
authority. Applicants must have received a sound technical 
education and have had experience of three-phase alternating- 
current systems aa well as continuous current. Commenc- 
ing salary, £300 per annum. The successful candidate will 
be required to devote the whole of his time to the duties of 
the otlice and to reside within the district. Applications in 
writing only, giving full particulars as to training and ex- 
perience, with copies of not more than three recent testi- 
monials, to be addressed to the undersigned on ог before 


July 5th, 1922. 
DAVID JONES, 
Secretary. 
Gorseinon Electric Light Co., Ltd, Gorseinon, Glam. 808 


Assistant Divisional Engineers in the Telegraph Department 
of the Government of India. 


HE Secretary of State for India in Council will, in 1922, 

select five candidates for appointment to this service 

in 1923, after undergoing a year’s preliminary training in 
this country. 

Every candidate must be a British subject, or a ruler or 
subject of any State in India in respect of whom the Governor- 
General of India in Council hae made a declaration that he is 
to be considered eligible. 


The appointments for Europeans will, as far as possible, 
be reserved for candidates who served in His Majesty's Forces 
during the war, or who were prevented on adequate grounds 
from so serving. Candidates who were not of military age at 
the date of the armistice will be regarded as coming within 
the latter category. 


Candidates must be not more than 24 years of age on the 
Ist October, 1923, but preference will be given to candidates 
who are not more than 23 years of age on that date. 


Every candidate must have (1) obtained a degree, diploma, 
or other equivalent distinction in electrical engineering from 
any University or Institution of University standing in the 
United Kingdom, and (2) spent at least one year on practical 
electrical engineering work. 


Applications from candidates must reach the India Office 
not later than July 15th. Printed forms, together with in- 
formation regarding the conditions of appointment, may 
now be obtained from the Secretary, Public Works Depart- 
ment, India Office, Whitehall, London, S.W.1. 


India Office, London. 639 


THE URBAN DISTRICT COUNCIL OF ABERDARE. 


Appointment of Chief Clerk in the Electricity and Tramways 
Department. 


PPLICATIONS are invited for the post of Chief Clerk in 
the Electricity and Tramways Department of the above 
Council. 
Candidates must have had experience in the office of a 
ceutral electricity supply station, and preference will be given 
to those who, in addition, have tramway office. experience. 


The salary, payable monthly, will be at the rate of 
£133 138. per annum, together with a bonus at present 
amounting to £116 7s. per annum—the latter being subject 
to variation under Civil Service Award No. 102, the present 
totul of salary and bonus being £250 per annum. 


Applications, stating age, full particulars of experience, 
qualifications, &c., must be accompanied by copies of three 
recent testimonials, and forwarded to the undersigned, en- 
dorsed '' Chief Clerk,’’ so as to reach him not later than July 


19th, 1922. 
CLERK TO THE COUNCIL. 
Town Hall, Aberdare. 
June 96th, 1929. 919 


NENAGH. 


HE Nenagh Gas & Electricity Supply Co., Ltd., are pre- 
pared to receive applications from competent men_ to 
take charge of their electricity supply svstem, including 
suction gas engines and producers, dynamos, motor booster 
set, switchboard, battery, overhead distribution system, 
meters, consumers’ services, installations, &¢.—Applications, 
stating full particulars of previous experience, together with 
copies of testimonials, and salary expected, to be addressed 
to the secretarv, and to reach the office not later than Wed- 
neadav, July 5th, 1922. 
M. CAHILL, 


Secretarv. 


[June 80, 1932. 


SITUATIONS VACANT.—Continued. 


LEEDS TECHNICAL SCHOOL, 
Cookridge Street, Leeds. 


HIEF Lecturer in electrical engineering required for day 
and evening courses at the above-named school. Candi- 
dates should possess University Degree or equivalent, and 
industrial experience. 
Initial salary £300 to £350, according to qualifications and 
experience. 
Statement of duties may be obtained from the Principal. 
Forms of application, which should be returned as soon 
as possible, may be had from the undersigned. 
JAMES GRAHAM, 


Director of Education. 
Education ‘Offices, Leeds. 


BELFAST CORPORATION. 


Electricity Department. 


PPLICATIONS are invited for the position of Generating 

Engineer. Candidates must have had experience in a 

large power station, and be conversant with e.h.t. three-phase 

generation from coal to switchboard. He will be respon- 

sible to works superintendent for the efficient operation of 
the plant, and will have control of station operation staff. 

Salary in accordance with N.J.B. Schedule, Class Y, 
Grade 5. 

Applications, stating age, giving full particulars of train- 
ing. experience, qualifications, and the earliest date on which 
duties could be commenced, together with copies of three 
recent testimonials, to be received not later than Monday, 


July 10th. 
JOHNSTONE WRIGHT, M.I.E.E.. 
City. Electrical Engineer & Business Manager. 
Electricity Works, Eaat Bridge Street, Belfast. 
June 27th, 1922. 
Cheap prepaid Advertisements are inserted under this heading at the rate 
of One Penny Per Word (minimum 1s.) Three Consecutive Insertions fer 


the price of two, if ordered and prepaid with first insertion. 
Box Number and ELECTRICAL Revigw address count as seven words. 
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COMPETENT Electrician, one used to organising and 
estimating, plant or  otherwise.—H, 60, Shirland 
Road, Paddington, W.9. 6326 


BLE Travellers can earn excellent commission on new 
electrical device.--Apply, stating area covered, 6312, 
Electrical Review, 4, Ludgate Hill, London. 


N old-established firm of electrical and mechanical engi- 
neers require the services of a first-class d.c. and a.c. 
Motor Designer, and with mechanical design experience. To 
a first-class man who could supervise works, and work on up- 
to-date lines, this job would be of a progressive character. A 
man who is prepared to adopt and cultivate team work would 
be appreciated and liberally treated.—905, Electrical Review, 
4, Ludgate Hill, London. 


A ROLE required, with experience of power cable con- 
tracts.—Please state age, wages required, &c., 527, 
Electrical Review, 4, Ludgate Hill, London. 


А required for estimating and designing l.t. iron- 

clad boards and switchgear. No attention will be paid 
to applicants who do not give full particulars as to experience, 
&c.—902, Electrical Review, 4, Ludgate Hill, London. 


APABLE Man required to take charge" of telephone 

cords department. Must have all-round experience in 

the manufacture of Post Office telephone cords.—945, Elec- 
trical Review, 4, Ludgate Hill, London. 


LERICAL Assistant (Junior) for supply company, West 
London, for statistics, &c.—Apply fully, 949, Electrical 
Review, 4, Ludgate Hill, London. 


ONTRACTOR in Midlands requires smart young man, 

with practical knowledge of installation work;  abie 

and willing to canvass. Salary and commission.—State age, 

experience, and remuneration expected.—6180, Electrical Re- 
view, 4, Ludgate Hill, London. 


LD and Firemen invited to apply for positions ss 
Organisers for the North-Eastern, Yorkshire, Midland 
and South Wales and Southern divisions of the Electricity 
Supply Enginemens’ and Firemens’ National Association.— 
Apply Secretary, 627, Liverpool Road, Platt Bridge, Wigan. 

625 


Iu deb Heating and Oooking.—Draughtsman and 
Designer wanted, with shop experience preferred (Вг. 

mingham district).—-Apply, stating qualifications, age, and 

ey required, 6351, Electrical Review, 4, Ludgate Hii. 
naon. 
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SITUATIONS VACANT.— Continued. 


[РЕ С contractors require Young Man with know- 

ledge of electrical installations, able and willing to 
canvass. Salary and commission.—State experience, 6354, 
Electrical Review, 4, Ludgate Hill, London. 


DB (competent non-union), of good appear- 
v ance and address, to carry out repairs on domestic 
electrical apparatus, cookers, &c. Only first-class men need 


apply.—948, Electrical Review, 4, Ludgate Hill, London. 


LECTRICAL Engineer required (estimating and super- 
vising) for high-class country and town installation 
work.—Reply, stating qualifications, experience, and salary 
required, 901, Electrical Review, 4, Ludgate Hill, London. 


ADY Demonstrator, of good address (for West End show- 

room) to call on customers, demonstrate electrical 

apparatus, and solicit orders. Salary апа conunission.—W rite 
fully, 947, EXectrical Review, 4, Ludgate Hill, London. 


ONDON Traveller required.—State terms and experience 
by letter only in the first instance to The Wholesa!e 
Electric (1922), Ltd., Dominion Works, Dunsmure Road, 
N.16. 6321 


Vee and Sales Organiser required by an old elec- 
trical house making a speciality distributed by the 
wholesale trade. Must be a gentleman able to secure busi- 
ness and travel G. B. with an undeniable record. An op- 
portunity will be given to take the place of & retiring partner 
if he makes good.—State qualifications, &c., 6157, Electrical 
Review, 4, Ludgate Hi Hill, , London. 
ANAGER Electrical Department required to a leading 
builders, decorators and shopfitters, W.C. district. 
Must be fully experienced, able to run department on ite 
own. Careful estimator and keen, supervisor. One with 
good connection preferable. Salary and commission on re- 
sults. Splendid opportunity for right man.—References, to 
925, Electrical Review, 4, Ludgate Hill, London. 


ETER Repairer and Fixer wanted. Apply, stating ex- 
perience, age, married or single, and enclose testi- 
monials. Salary £2 19s. 9d., aubject to '' cost of living ” ad- 
justments.— William Frisby, Borough Electrical Engineer, 
Electricity Works, Colchester. 939 


EPRESENTATIVE wanted, by a firm manufacturing 
wires and cables for London, Midlands, and East 
Coast districts. Write, stating full particulars as to experi- 
ence, terms, &c. Applications will be treated in strict con- 
fidence.—899, Electrical Review, 4, Ludgate Hill, London. 


Ro in electrical manufacturing firm, situated just 
outside London, a highly skilled Draughtsman and De- 
signer for high and low tension switchboard work.—State 
ане, previous experience, and salary required, 928, Electrical 
Review, 4, Ludgate Hill, London. 


MART and energetic Traveller required, with established 

connection among contractors in London and suburbs, 

to represent firm handling fittings and accessories. Salary 

Ee ишы .—6394, Electrical Review, 4, Ludgate НШ, 
ondon 


A р required for London district and Midlands, 
- to call upon motor саг and motor car accessory вирч 
pliers аз well as electrical houses. Liberal terms to capable 


and experienced man.—914, Electrical Review, 4, Ludgate 
Hill, London. 


ANTED, a competent working Colliery Electrician, 

thoroughly competent to maintain extensive three- 
phase high-tension plant and to make repairs and re-wind 
motors.—Apply, stating age. experience, and wages, to 815, 
Electrical Review, 4, Ludgate нї, London. 


ANTED, an Electrical Engineer for large iron and steel 
works near the East Coast. Applicants must be 
thoroughly experienced in the maintenance and upkeep of 
all plant and appurtenances connected with generating and 
transmitting power for all purposes, and be conversant with 
the most economic and up-to-date methods of running the 
whole of the electrical equipment. Suitable house available. 
—Applications, giving age, experience, and salary required, 
together with recent references, to 6331, Electrical Review, 
4. Ludgate Hill, London. 


ANTED for а Lancashire colliery, experienced Electrical 

Engineer, to take entire charge of plant; two 500-kW 
turbo sets, larger motors working at 3.000 volts, smaller at 
990 volts: considerable extensions now in hand. Permanent 
job for: capable energetic man. Salary £6 per week.—890, 
Electrical Review, 4, Ludgate Hill, London. 


ANTED, for small electrical accessory works just com- 
mencing, a working production Manager, capable of 
Producing new models, making drawings, costing, and 
a ending to all details prior to and during manufacture.— 
tate terms and experience in confidence to 921, Electrical 
Review, 4, Ludgate Hill, London. 


APPOINTMENTS FILLED. 


Tus Post of Assistant for the Scarborough Electric Supply 
Ltd., has been filled by the appointment of Mr. 
Fister of Dundee. 958 


Dissatisfaction having been so often expressed that unsuccessful applicants are 
left in ignorance of the fact that the position applied for has been filled, may 
we suggest that advertisers notify us to that effect when they have arrived at 
a decision. We will then insert a notice free of charge under this heading. 


OX 6056 (Assistant); Box 6135 (Sales Manager); Box 630 
(Shift Engineer); Rhondda Trainways Co. (Assistant 
Engineer). 


SITUATIONS WANTED. 


Cheap prepaid Advertisements are inserted under this heading at the ra 
of One Penny Per Word (minimum ls.). Three Consecutive Insertions for 
the price of two, if ordered and prepaid with first insertion. 

Box Number and EL&crRICAL Revisw address count as seven words. 


.A.A.A.—Electrician, with mechanical experience, plant 
or wiring; anywhere.—Land, 71, Kenthouse Road, 
Sydenham. ’Phone 1372. 6309 


.A.A.—Electrical Mechanic (30), life experience erection, 
testing, and maintenance d.c. machinery and switch- 

gear of all types, desires progressive post. Competent 
tester, faultsman and fitter. Certified technical knowledge. 
References and full particulars.—Apply Kinch, Rushford, 
Thetford, Norfolk. 6289 


AU .—Wireman wishes employment; lighting, power fac- 
tory, private installations, town or country.—Goodwin, 
137, Sulgrave Road, Hammersmith. 6288 
A CAPABLE, young Improver; Student I.E.E.; 5 years’ 

practical and technical training; armature winding and 


general  maintenance.—'' Electromotive," 29, Cambridge 
Road, Barking. 6138 


CHIEF Electrical Artiticer, 12 years Royal Navy, five 

years’ apprenticeship previous, requires position with 
electrical firm. ‘Thorough knowledge theoretical and practi- 
cal, care, maintenance and repair dynamos, alternators, 
motors, lifts, ‘phones, wireless installations and instruments, 
experimental and new ideas. Emergency repair work a 
speciality. Power station and plant experience.  '' Excep- 
tional ’’ papers. Four years charge electricians and shops. 
Would accept charge or otherwise to commence. Full par- 
ticulars or interview.—'' Electrical," 85, St. Mary's gos 


Watford. 


COMPETENT Engineer-Electrician (25), 10 years’ ex- 

perience, seeks situation; good all-round practical 
experience in a.c., d.c. power, lighting, d.c. armature wind- 
ing and general engineering.—6262, Electrical Review, 4, 
Ludgate Hill, London. 


A COMPETENT Electrician, experienced in vice and ma- 

chine work; lighting, power, private plants, domestic 
appliances; seeks position. Industrious, good timekeeper.— 
6335, Electrical Review, 4, Ludgate Hill, London. 


A FIRST-Class Wireman wants work; 20 years’ practical 
experience, lighting and power, charge or otherwise; 
Lektric,’’ 395, 


E: 


London, country; excellent references.—'' 
Wickham Street, Welling. 


STUDENT I.E.E. (20), with sound practical and theo- 
retical knowledge, desires progressive situation. Ex- 
perienced plant, power, lighting, &c., references, good 
mechanic, home or abroad.—'' S.IE.E.," 12, Henry Road, 
East Ham. 6353 


YOUNG Gentleman, smart appearance (24), desires situa- 
tion; estimating; travelling. Now with well-known 
motor firm. —18, Oakhill Road, 8.W.15. 6220 


YOUNG man seeks situation, experience in the manu- 

facture and testing of instruments from cheapest 
meters to highest class telegraph apparatus. Initiative and 
capacity for hard work.—6333, Electrical Review, 4, Ludgate 
Hill, London. 


.C.G.I., A.M.I.E.E., Assoc.M.Inst.C.E. 
perience all branches power distribution.—6365, 
trical Review, 4, Ludgate Hill, London. 


.C.G.I., B.Sc., works training; extensive practical ex- 
perience, excellent references. Position desired with 
prospects.—6212, Electrical Review, 4, Ludgate Hill, London. 


A OR PS requires responsible position. 22 
practical experience in electrical installations with: Lo Lon- 
don contractors, accustomed to supervise; buying, office 
routine.—6203, Electrical Review, 4, Ludgate Hill, London. 


A S (22) desires practical experience in electrical 
works; three years engineering college, student I.E.E., 
organiser, experience fuel economy (gas and steam plant).— 

6191, Electrical Review, 4, Ludgate Hill, 1, London. 


JD EI ex-Service (23, single), : seeks situation; 

three years' thorough technical training in electrical en- 
gineering. also mechanical. Good practical experience in elec- 
trical engineering required.—6250, Electrical Review, 4, Lud- 
gate Hill, London. 


(34), 14 years' ex- 
Elec- 
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SITUATIONS WANTED.—Continued. 


ESS ER LN I I aa TN a a ШЕЕ СЫ a ЕЕсИтАЕНЕЕ ЈО. 
DVERTISER, with large and varied experience through- 
out electrical power stations covering 18 years, seeks 
Assistant Engineer or similar position.—Advertiser, ‘В,’ 23, 
Garfield House, Farnham Street, Quorn, аа 


DVERTISER seeks | permanent nt situation; long experience, 
construction or maintenance; good wireman.—Bear- 
man, 43, Oambridge Road, Barking. 6194 
DVERTISER (21), 54 years fractional h.p. motors and 
heating apparatus; test-room eyperience, alao X-rays 

and electro-medical apparatus; disengaged July 17th; 


l.ondon district.—6240, Electrical Review, 4, Ludgate Hill, 
London. 


DVERTISER (20), desires practical experience in elec- 

trical works; three years’ engimeering diplomas; 
ош LB. B.—6323, Electrical Review, 4, Ludgate Hill, 
London, | a 23 


MBITIOUS Student (18), 3 years’ 


certificates, testimonial, diploma, 
6301, Electrical Review, 4, Ludgate Hill, 


technical training; 
desires situation.— 
London. 


Pu all-round practical Electrician, 
including apprenticeship ; 
maintenance of engines, 
wiring installations. Any 
Review, 4, lud:zate Hill, 


A^ electrical and mechanical desires a Position of Trust 
with electrical contractors or small power station. 
Would invest for security or for new business.—6158, Electri- 
cal Review, 4, Ludgate Hill, 


14 years’ experience, 
erection or running and 
generators, storage batteries, and 
offer considered.—6375, Electrical 
London. 


London. 


N Electrician, disengaged ; power, lighting, bells, &e.; 


conscie ntious, 12 veurs’ experience; reference.—"* Elec- 
triclan," адо, Winktield Road, Wood Green, 22. 6372 
Electrical Engidjeer, with 12. vears’ ex- 


AC ILO-Sw edish 
perience in England and Sweden n, seeks positio in 
technical or cotmmercial capacity in either country, with firm 
where the advertiser's dual training can be turned into ac- 
count.—0336, Electrical Review, 4, Ludgate Hill, London. 


RMATURE Winder (first-class), 10 years’ experience; a.c., 
d.c.; repairs. rewinds, commutator assembling, &c.— 
'" Armature,” 21, Osterley Street, Swansea. 6177 


RMATURE Winder, 12 years’ experience, a.c. and d.c., 
all classes new and repair work.—6192, Electrical Re- 
view. 4, Ludgate Hill, London. 


AU Winder, 90 years' practical experience.— 
J. S.. 15, Stirling Road, Plaistow, E.13. 6221 


RMATURE Winder, 11 years’ practical experience motor 
repair. Good theoretical knowledge. Could supervise. 
i271, Electrical Review, 4, _Ludgate Hill. London. 


SSISTANT, 
altuation ; 
Road, W. e pt. DENN m 


SC. Eng. (London), ex-oflicer, 2} vears electric al shape 

and test-bed, age 27, requires. technical or design. ap- 
pointment with electrical frm.— 6331, Electrical Review, 4, 
Ludgate Hill, london. 


APABLE Electrical Engineer (31), requires Post in charge 

of electrical piant and installation of country mansion 

or large estate; 15 years’ experience of installation and p:ant 
work (petrol and oil); 1st class certificate and medal in 
Guilds Exam.; with present firm since 1910; during war in 
charge of power house and electrical equipment of aircraft in 
R.A.F. Squadron.—6223, Electrical Review, 4, Ludgate Hil. 
London. 


four vears' electrical experience, age 20, seeks 
good — references. Н. Miller, 60, Netherwood 
| | 6325 


(CAPABLE Electrical Mechanical Engineer and Clerk of 
Works; large country house experience, capable a!l 
repairs to plant, machinery, alterations buildings; age 45, 
no fainily.—6277, Electrical Review. 4, Ludgate Hill. London. 


C АРАВІ. E 
J күмеп, 


district. — 10), 


— desires situation : all 
motors, KCL; any 
ERIT 


Ele etrician- Wi еп 
иһин, bells, telephones, 
15 Lynwood” Road, Tooting. 


C JERK, ТЕ усаг» experience electricity accounts, requires 
J temporary or permanent post. Keen and energetic. 
rae references, Moderate. salary.—6339, 
‚ Ludgate Hill, London. 


(roue Electrician (25), single, eight years’ ex- 
perience, erection and maintenance. surface and 


Electrical. Review, 


underground; thoroughly conversant with Mines соо : 


Act: a.c., d.c. ; good references.—6166, Electrical Review. 
Ludgate: Hill, London. 


ONTRACTOR’S Assistant or Manager (age 35), 18 years’ 
practical experience all branches contracting, estimat- 
ing, Intervle wing, canvassing; could introduce some work 
fron arehitect; last situation M усаг»;  London.—'' Elec- 
trician," 68, Sydenham Коа, _ Croydon, 6456 
Prac GHTSM AN, Junior Pica. age 2], desirous of 
gaining experience, seeks post: moderate salary, know- 
ledge of h.t. and Lt. switchgear, sub-stations, building con- 
struction: excellent. теѓегепсех. 0327, Electrical Review, 4, 
Ludgate Hill, London. 


ences. — 7. і, 


” Bucks. 


Tonbridge. 


SITUATIONS WANTED.—Continued. 


LECTRIC Cooker Expert. Working Foreman, charge of 
staff of supply company’s hire department, controlling 
over 500 cookers in London area, seeks situation in similar 
capacity. Free July lst.—Stuart, 75, St. Johus Hill, S.W.1t 


| 6161 
LEC TRIC AL Engineer (22), experienced steam, gas and 
oil-driven plants, h.t. and Lt. switchgear, Ке, seeks 


i itchman. Excellent. refer 
4, Ludgate Hill, London. 


position as junior engineer or 
Electrical. Review, 


LECTRIS Heating and Cooking. —A live man of integrity 

(32), with many years’ actual experience in all phases 
of etticient production of this apparatus, desires new ap 
pointnent as Works Manager, Assistant, or Sales Eng- 
neer, with scope for energy and new ideas.  Accustomed 
to responsibility and the contro! of workshops and staf. 
Moderate salary. Birmingham district essential.—61%, Elec. 
trical Review. 4. Ludgate Hill. London. 


LECTRICAL Engineer (22), Faraday House diploma, 
student I.E.E., works | experience, highest references, 
desires situation with any electrical concern.—Bronsdon, 1%, 
Brondesbury Park, N.W. 6358 


LECTRICAL Fitter (foreman) requires change; 18 years’ 
first-class experience on country house and general 
installation, telephones, repairs and testing.—E. S., 5, Alex- 
andra Mansions, W.12. 6213 


Iu us hnuprover desires employment, having com- 
pleted apprenticeship. Some knowledge of wireless.— 
6371, Electrical. Review, 4, Ludgate Hill, London. 


LECTRICAL Student requires berth as Improver; two 
years London University.—R., 138, Lewisham High 
Road, New Cross, S.E. 618 


LECTRICAL Wireman and Fitter; good all-round ex 
perience.—Payne, 56, Crowndale Road, St. Pancras. 


620 


LECTRICIAN (age 23), 11 years' experience lighting, 
power, bells, and 'phones, repairs and maintenance. 
Reference.—'' Electric,” 13, Moselle Avenue, Wood Green. 
London, N.22. 6235 


uu ава (age 38h), with practical experience a.c. 
d 


and d.e., power and lighting in factories.—Rotor, 126. 


Latimer Road, North Kensmgton, АЛО. — бз! 
LECTRICIAN, bells, penne: telephones, power, &c., 
town or country.—I°. H., 7, Barnsdale Road, Райт: 

ton. | 6206 
LECTRICIAN, experienced mechanic; lighting, — bells, 
‘phones, motors, a.c. or d.c.—" Electrician,” 325. Ri 

burn Lane, N.W. tind 
а е first-class, highest references, — wants 
work.—6378,  Eleetrical Review, 4, Ludgate П, 


London. 


LECTRICIAN requires charge of plant or maintenance; 
country preferred.—6307, Electrical Review, 4, Ludgate 
Hill, London. 
LECTRICIAN; 2l years’ experience power, lighting, in 
stalations and maintenance. References.—6219, Elec- 
trical Review, 4, Ludgate Hill, London. 


LECTRICIAN (disengaged).—E. C., 
Road, Шога. 


LECTRICIAN (good); 


30, Valentine's 
6245 


fil in time bandy-man; any dis- 


tance.—'' Electrician," 33р, Deacon Street, Walworth. 
62710 
LECTRICIAN-Engineer seeks charge of electric light 


plant; suction gas, oli and steam, private and work- 

shop experience, electric wiring, pumps.—Bugden, Lane Enc. 
6234 

five vears— experience 
44, Chichester Read. 
єч 

LECTRICIANS (two) require situations with contractors 
or on tunintenance: 15 vears’ experience in all branches 


E LECTRICIAN-Improver — (20), 
/ 


power, light, and ‘phones.—s., 


=Ma 8. Denton Street, S Nas 2 0M 
3LECTRICIAN' S Improver requires Work; smart and 
willing worker; all systems.—Write W. M., 9, Ros 
Road. Stratford, E. 6s 


E! ECTRICIAN'S Tiiprover - or Mate requires Ww ork : апу 
d  systein ; three vears’ technical and practical experience: 
—F. Tolhur.t, Ewell House, Ewell, 


The Cottage, Surrev. 


oz 


A a t —— HÀ € —— ——— M————À —— M À————Ó—— —— —- 


E senex -Mechanic: lighting, heating, power, tele- 
phones. bells, country house installations and mam- 
tenance: good all-round knowledge.—James, 19, Whitworth 
Road, South Norwood. e» 


Ti tl wot -Wireman, experienced man all branches: 
кше workman; town, country.—113, Albert Street. 


good all-round, 20) Nears! ex- 
Spencer Street, Battersea. 


аа -Wireman, 
perience.—L., 41, 


\ 


he аы Eee eee -— m 
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SITUATIONS WANTED.— Continued. 


LECTRICIAN-Wireman, thoroughly reliable; all kinds 
of wiring, tubing, casing, &c.—G., 40, Rattray Road, 
Brixton. 6302 


NGINHEER-1In- lisse tree (experienced),  disengaged.—6387, 
4. Ladgate Till, London. 


Electrical Reviev W, 
practical and comercial ex- 


NGINEER, with 2 O0 vears 
4 perience home and abroad, seeks position of responsi- 
bility. Heavy instailation work, plant, sales management, 
Workshop control and factory maintenance. Excellent cre- 
deritials. —6380, Electrical Revie aw, 4, Ludgate dll, London. 


Oe ee 


NGI, ISHMAN, with extensive American manufacturing 
experience and electric power plant, college graduate 
(London) seeks executive position with good opportunity for 
quick advancement.—State offer of salary, H. Reid, 160, 
East 179 Street, New York, U.S.A. 6245 


EK STATE Electrician Engineer. — Charge of country house, 


water, &c., by fully qualified man, over twenty years’ 
previous, and four years’ present employ. Steam, oil 
and suction gas experience. Exceptional testimonials and 


references. No house required.— Engineer," 
Manor, or, Melksham, Wilts. 


Great Chalfield 
6215 


Б^ -Apprentice desires post as Improver or Student-Im- 

prover; premium if necessarv. Has experience of suc- 
tion-gas engines, d.c. dynamous, batteries, motors, 
&c.— Apply Vowles, Bagiey, Wedmore, Somerset. _ 6160 


NPERIENCED ЕЕ чап, a.e., d.e., would like Е И 
as Traveller to insurance company or апу reliable firm, 
provincial. 636, Electrical Re view, ‚ Ladgate Ни, London. 


XPERT, press tools, jigs, 
methods, at liberty shortly, 
Sinall electrical apparatus or similar. 
and toolroom experience. 
Review, 4, _Taudgate ТИП, 


wiring, 


fixtures, 
desires 
Ане 36, 
Control of men.—634s, 
London. 


and — production 
re-engagenient., 

D.O., works, 
Electrical 


Т ЕЕЕ Sawyer and Wood Machinist desires work any- 
Where, experienced in turbine and rotor work, &c.; ; 
sharpen saws, cutters: ‘ Machinist,” 37, 


work to drawings.—' 


St. Joseph Road. Lower Edmonton, London, N.9. 6181 
OREMAN, ЕИ electrical, works, maintenance.— 

6356, E jJectrieat кеа 4. Ludgate Til, London. 
MPROVER (2), requires situation: power, ‘phones, 
Е wiring. —M., 93, W otton Road, Cricklewood. 6225 
[SSTRUMENT. Mechanic. 20 years’ experience electrical, 
telegraph, wireless; used tool making, drawings. micro- 
meter: good reference; moderate wage.—Write " F," p. 
Dering Road. Crovdon. _ 6159 
OINTER-Plumber, all-round man: good experience of 
main3 work, meter o and motors.—6202, Electrical 

Review, 4, Ludgate Inl. london. 

with 14. vears’ electrical. neci: 


pe Engineer (31), 
cal. technical experience. millwright production, D.O., 
stores. desires position as assistant on plant of manufacturing 
concern, or would enter supply station.—6342, Electrical Re- 

view, 4, Ludgate HM, London. 


LUMBER, experienced, reliable, desires. propressive posi- 
tion with electrical firm, cable jointing or other 
capacitv.—6227, Electrical. Review. 4, Ludgate Hill, London. 


UALIFTED Wireless Operator (aged requires post. 
P.M.G. certificate, two years" sea experience, coma 
nlete know ledge installation amateur sets. knowledge book- 
keeping. typing. good correspondent: anything offering pros- 
pects: will go abroad: excellent. references.— Write “ D.A...” 
c/o Streets, 30, Cornhill, E.C.3. 951 


ыз. or Commercial 7 Traveller: wide ex- 


Manager or 
perience; stations, factors, and 


good connection with 
contractors throughout country.—6388, Electrical Review, 4, 


L Ludgate T ИШ і London. 


ТОҺЕКЕЕРЕВ (experie need electrical and enginecring): 
card system.—0376, Electrical Review, 4, Ludgate Hill, 


92) 


London. — | 
TOREKEEPER, electrical, рах, steam, card- index. packer, 
д disengaged.—J. Cartridge, 183, Hollydale Road, S.E.15. 
63284 


WITCHBOARD Attendant, or Junior Shift-Engineer, de- 
sires post; experience modern. h.t. station, age 9З, 
tinbitious, good references.— W., 5, Headquarters, Prince- 


town. E _ 6371 
ГЕН „ЕРНОХЕ M: itte turers- Engineer (BD. P vears’ 
experience, manufacture of telephone components. esti 


mating in detail, costing.—C. B. Strowger, 6350, Electrica! 


Review, 4, Ludgate Hill, London. 
URDBINE Driver (29) seeks situation; experience with 


turbines, also mixed 


0. Cardiff Road, Bar- 


high-speed and hich-pressure 
pressure; good reference.—Chambers, 


Koed, South Wales. 5052 
ANTED, odd wiring jobs, repairs, builders or iron- 
mongers.—11, Spa Road, Bermondsey. 6226 


SITUATIONS WANTED.— Continued. 


IRELESS.— Advertiser, 12 years’ experience various 
branches wireless, seeks situation: purchase and sale of 
Wireless installations and accessories; pre-war commercial ex- 


perience, electrical stores, &e.— 06353, Bleetrical Review, 4, 
! udgate: Hill, London. 
IREMAN. experienced, апу system; good all- pound 
man.—Weston, 146, Westmoreland Road, Walworth. 
6213 
IREMAN wants work; all кыша Үү. T., 75, Fortune 
Gate Road, Harlesden, N.W.10. 6239 
IREMAN (experienced), installations, repairs, and 
maintenance; age 30.—Roster, 12, Winktield Road, 
Wood Green, Lor London, N. 6256 
IREMAN, & good experience lighting, power, ‘phones, 
and maintenance; good references.— Holmes, 17, Skel- 
brook Street. W andsworth. S S.W.18. 0224 


IREMAN ; all branches; wants work. Haines. 4, Seaton 


Street, NWL — — ree 6218 
IREMAN wants job, any system.— Robinson, 5, Agin- 
court Road, Hampstead, N.W. 6216 
IREMAN-Electrician Еи lighting, bells, main- 


tenance, &c.—F. S.. 34 . 6295 


ORKS Electrician, 15 vears’ 


‚ George Stre iet. Salisbury. 


varied experience large d.c. 


plants; excellent references.—6320, Electrical Review, 
4. Ludgate ШШ, London. 
үу (16), requires: situation in workshop. garage pre- 
ferred ; three years" technical training, including prac- 
tical work. Good  reference.— Payne, 19, Manor Road, 
Tottenham, N.17. 6238 
OUTH (20), wants post with good electrical firm; well 
educated.—6379, Electrical Review, 4, Ludgate Hill, 
London. 


FOR SALE. 


Advertisementa are inserted under this heading at 14s. per inch. 


SALE. 
new, 1 to 4 h.p., 220/480 volta, 


MOTORS FOR 


OTORS: Various d.c., 
1.000/1,900. турли. | 
Motors: A.c., second-hand, with starters and switchgear : — 
Phoenix, 30 h.p.. 220 volts, 960 r.p.m., 


50 cveles, 2-phase. 


Brooks, З b.p., 220 volts, 50 cycles, 1.440 r.p.m., single- 
phase. ; 

Rhodes. 5 h.p., 220 volts, 50 cycles, 960 r.p.m., singles 
phase. 


Brooks, 50 h.p., 200 volts, 50 cycles, 960 r.p.m., 2-phase. 
Crypto, 10 h.p., 200 volts, 50 evcles, 1.440 r.p.m., 2-phase. 
B.T.H., 30 h.p.. 900 volts, 50 cycles, 960 r.p.m., 2-phase. 


B.T.H., 15 h.p., 200 vo'ts, 50 cycles, 960 r.p.m., 2-phase. 
SiM0oN, 23a, Bramber Road, W.14. 843 


NEW MOTORS. 


OR Sale, 11 Motors, 25 b.p., 3-phase, 440 volte, 95 cycles, 
‘squirrel cage, bare shafts, no slides. Machines left over 

from war contract. Never left works. G.E.C. make, with 
starters.—Harpin & Co., Ltd., Ruskin Chambers, Corporation 
Street, Birmingham. 684 


New Direct-coupled Generating Sets for Paraffin or Gas. 


50553 ““ Aster-Siemens," 110/220-220/550 volts, d.c. 

50 kW '' Aster-Siemens,”’ 110/220-220/540 volts, a.c., 3- 
phase, 50 cycles. 

20 kW ‘ Keighley-Holmes," 920 volt, d.c., complete with 
static balancer gear for 3-wire svstem. 

All the above sets are brand new and complete with all 
spares, fuel and water tanks, switchboards, &c., in unopened 
cases, as originally sent out by the makers. Offered at less 
than half the makers' prices. 

Also a number of surplus 50/100 kW, 900/520 volts. brand 
new, '"Siemens," 3-phase Alternators, complete with exciters 
and switchboards, for sale very cheap, as they are in our 
wav and we want the room. : 

Full particulars, photos and lowest prices from— 


E. W. Farrow & 5035, Spalding, Lines. Tel.: 101. S668 


NEW MOTORS. SPECIAL PRICES. 
MAKER'S Guarantee— stock replaced as sold. 
SQUIRREL CAGE. SLIP RING. 
1. 2, 3 and 4 h.p. SINGLE 5. 6, 10 and 15 h.p. 
Ol ery 140 rpm.  Puasr. 950 ind 1. 140 r.p.m. 
1: ar 5.6.7) & 10 h.p. Taree 31. 5, 4 10 and 15 h.p 
150 and 1, 440 rpm.  PnHasr. 750, 9. ii A 1,440 r.p.m. 
Several good S.I. Motors at attractive prices. 


ELECTRICAL INSTALLATIONS, Lro., 97, Martin Lane, E.C.4. 2 
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FOR SALE.— Continued. 


MYLAN & SMITH (ENGINEERS), 
KELVIN HOUSE. 
St. James' Street, Sheffield. 
4976, 4977 Central, Sheffield. А 
'' Topical," Sheftield. 


LTD., 


"Phone: 
"Grams: 


Electrical Stores, Bamford, Derbyshire, Midland Railway. 


Electric Motors from Stock. 


Two-PHasE, 50 PEniops, 200 Voit (4-WiRE). 


One 10 h.p., 960 revs., squirrel cage, B.T.H. 

One 15 h.p., 710 revs., squirrel cage, Westinghouse. 
One 20 h.p., 720 revs., süp-ring, G.E.C. 

One 40 h.p., 720 revs., shp-ring, Phoenix. 

One 50 h.p., 480 revs., ' glip-ring, B.T.H. 


THREE-PHASE, 25 Periops, 400/440 Vo tts. 


Four 2 h.p., 1,440 revs., squirrel cage, Brook. 
Eleven 74 h.p., 1,440 revs., squirrel cage, Phonix. 


THREE-PHASE, 40 PERIODS, 400/440 Vorrs. 


Fifteen 4 h.p., 1,160 revs., squirrel cage, Siemens. 
Two 60 h.p., 770 revs., slip-ring, Eng. Elec. Co. 
One 72 h.p., 760 revs., ' glip-ring, Eng. Elec. Co. 


THREE-PHASE, 50 Periops, 400/440 Vo tts. 


One 1 h.p., 1,400 revs., squirrel cage, Laing. 

Two 2 h.p., 700 revs., slip-ring, Westinghouse. 
One 2 h.p., 1,440 revs., squirrel cage, B.T.H. 
Fifteen 4 h. p., 1,440 revs. . squirrel cage, Siemens. 
Twelve 6 h.p., 1, 460 revs., squirrel cage, G.E.C. 
One 6 h.p., 9850 revs., squirrel cage, Fuller. 
Eleven 74 h.p.. 1,440 revs., slip-ring, E.C.C. 

One 10 h.p., 570 revs., slip-ring, L.D. & M. 

One 10.5 h.p., 710 revs., slip-ring, L.D. & M. 
Two 50 h.p., 580 revs., slip-ring, E.C.C. 

One 60 h.p., 930 revs., slip-ring, B.T.H. 

Two 66 h.p., 970 revs., б Blip-ring, Eng. Elec. Co. 
Two 80 h.p.. 580 revs., ' g'ip-ring. B.T.H. 

One 80 h.p., 950 revs., slip-ring, Eng. Elec. Co. 
One 100 h.p., 480 revs., squirrel cage, E.C.C. 
One 130 h.p., 242 revs., slip-ring, Westinghouse. 


THREE-PHASE, 50 PrRIops, 500/550 Vors. 


Fifteen 5 h.p., 1,440 reva., squirrel cage, Siemens. 
Two 75 h.p., 970 revs., slip-ring, Eng. Elec. Co. 
One 90 h.p., 950 revs., slip-ring, Eng. Elec. Co. 


THREE-PHASE, 50 Periops, 3,000/3,300 Vours. 
One 550 h.p., 991 revs., slipring, B.T.H. 


DinE&Ecr-CvnRENT, 110 VOLTS. 


One 1/6 h.p., 1.700 revs., compound wound, B.T.H. 
One ł h.p., 1,000/2,200 revs., shunt wound, Mawdsley. 
One 4 h.p., 1,600 revs., shunt wound, City Elec. Co. 
One ł h.p., 1,500 revs., shunt wound, Cutting. 

One ł h.p., 1,300 revs., shunt wound, Siemens. 

One $ h.p., 1,600 revs.. shunt wound, Cutting. 

Nine 4 h.p., 1, 350/1.500 revs., shunt wound, G.E.C. 
Six $ b.p., 800/1400 revs., shunt wound, G.E.C. 

Two 1 h.p., 750/2,000 revs., compound wound, Mawdsley. 
Two 1 h.p., 1,800 revs., shunt wound, Crompton. 
One 1 h.p., 1 600 revs., shunt wound, Crompton. 

One 1 h.p., 1,500 revs., shunt wound, Crompton. 
One 1 h. P. 1,425 revs., shunt wound, B.T.H. 

Four 1 h.p., 1,300 revs., shunt wound, Cutting. 

One 1 h. P: а 1 000 revs., shunt wound, 'B.T.H. 

One 1 h.p.. 400/1.000 revs., shunt wound, E.C.C. 

Two 1 h.p., 815 revs., shunt wound, Mawdsley. 

One 1 h.p., 750 revs.. shunt wound, Mawdsley. 

One 14 h.p., 1,600 revs., shunt wound, Crompton. 

One 14 h.p., 1,700 revs., shunt wound, B.T.H. 

Three 14 h.p.. 1.700 revs., shunt wound, G.B.C. 

One 2 h.p., 750/2,000 revs.. shunt wound, Mawdsley. 
Five 2 h.p., 1.500 revs., shunt wound, Phonix. 

Four 2 h.p.. 580/1,400 revs., compound wound, B.T.H. 
One 2 h.p., 1.250 revs., shunt wound, Westinghouse. 
One 2 h.p., 1.200 revs., shunt wound. Cutting. 


One 2 h.p., 800/1,400 revs. , shunt wound. Vickers. 


Four 2 b.p., 900 revs., shunt wound, E.C.C. 

One 2 h.p., 850 revs., shunt wound, *Higgs Bros. 
One 23 h.p., 1.500 revs., shunt wound, Electromotors. 
Six 2} h.p., 630 revs., shunt wound, Phoenix. 

Five 2.6 h.p., 1.150 revs., shunt wound, G.E.C. 

Five 3 h.p., 1 ,700 revs., shunt wound, E.C.C. 

One 3 h.p., 1, .200/1, 800 revs., shunt wound, B.T.H. 
Four 3 h.p., 1.050 revs., shunt wound, Cutting. 

One 34 h.p., 1.080 revs., ' shunt wound, Electromotors. 
One 4 h.p., 1,950 revs., shunt wound, B.T.H. 


WE WILL QUOTE YOU 
BY TELEGRAM, TELEPHONE, 


OR RETURN OF POST. 


[June 30, 1999, 


FOR SALE.— Continued. 


ELECTRIC MOTORS.—CUT PRICES. 
All Machines Guaranteed. | 


NLY best makes. Nearly all new, thoroughly overhauled 
and tested before despatch. 


Direcr Current, 110 Vours.—(Continued) 
One 4 h.p., 1,600 revs., shunt wound, Rees Roturbo. 
Three 4 h.p., 1,300 revs., shunt wound, City Elec. Co. 
Two 4 h.p., 1,300 revs., compound wound, City Elec. Co. 
Ten 4 h.p., 400/1,000 revs., compound wound, Electro 


motors. 
One 4 h.p., 1,000 revs., shunt wound, Westinghouse. 
One 5 h.p., 1.450 revs., shunt wound, E.C.C. 
One à h.p., 1,060 revs., shunt wound, Phoenix. 
One 5 h.p., 1,000 revs., compound wound, Mawdsley. 
One 5% h.p., 1,300 revs. ., compound wound, Westinghouse. 
One 6 h.p E: 300 revs., shunt wound, ‚С. 
Four 6 T , 400/1,000 revs., compound wound, Electro- 
moto 
Four 6 h.p 400/1, 000 revs., compound wound, E.C.C. 


One 7 h. сы d, 500 revs., shunt wound, Rees Roturbo. 
Three 8 h.p., 1,000 revs., shunt wound, E.C.C. 
One 24 h.p., 700 revs., shunt wound, Brush. 


DIRECT-CURRENT, 220/230 VoLtTs. 


One 4 h.p., 250/2,000 revs., shunt wound, Crypto. 
One 1/6 b.p., 1,000/2,000 revs., shunt wound, Mawdsley. 
One 1 h.p., о 000 revs., shunt wound, Crypto. 


One 1 h.p., 1,000/2,000 revs., shunt wound, Mawdsley. 
One 3 h.p., 1,650 revs., shunt wound, G.E. С. 

One 1 b.p., 750/1,500 revs., shunt wound, Crypto. 

One 2 h.p., 2,400 revs., shunt wound, Cutting. 

One 2 h.p., 1,425 revs., shunt wound, Mawdsley. 

One 2 h.p., 1,150 revs., shunt wound, G.E.C. 

Three 2 h.p.. 1,000 revs., shunt wound, Higgs Bros. 

One 2 h. P.» i .000 revs., shunt wound, Boothroyd. 

Five 2 h.p., 500/1,500 TOVB., compound wound, Mawdaley. 
Nine 2 h.p., 500/1,500 revs., series wound, Mawdsley. 


One З b. E А 71,140 revs., compound wound, L.D. & М. 
One 31 h.p., 650 revs., shunt wound, Mawds'ey. 

One 4% h. LP» 1,100 revs., ; 
One 5 1.000 revs., shunt wound, E.C.C. 

600 revs., shunt wound, Mawdsley. 

., 800 revs., shunt wound, Mayor & Coulson. 


shunt wound, B.T.H 
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One 9 450 revs., shunt wound, Siemens. 

One 10 h. p. ., 1,000 revs., shunt wound, E.C.C. 

One 10 h.p.. 950 revs. .„ shunt wound, Westinghouse. 
One 10 h.p., 990 revs., shunt wound, Phoenix. 

One 10 h.p., 870 revs., shunt wound, Phoenix. 

One 10 h.p., 750 revs., shunt wound, Vickers, Ltd. 

One 13 h.p., 750 revs., series wound, Westinghouse. 

One 15 h.p., 900 revs., shunt wound, Siemens. 

One 15 h.p., 900 revs., shunt wound, Brush. 

One 15 h.p., 900 revs., shunt wound, Brush. 

Twelve 15 h.p., 700 revs., shunt wound, Westinghouse. 
One 15 h.p.. 695 revs.. shunt wound, Westinghouse. 

One 15 h.p., 620 revs., shunt wound, W. H. Allen & C». 


One 15 h.p., 600 revs., 

One 16 h.p., 1,440/1,650 revs., 

One 18 h.p.. 1.600/1,750 revs., 
Platt. 

One 18.3 h.p., 1.450 revs., 

One 20 h.p., 1.200 revs., shunt wound, B.T.H. 

Four 25 h.p., 700 revs., shunt wound, Westinghouse. 

Three 29 h.p., 620 revs., shunt wound, Westinghouse. 

One 31 h.p., 780 revs., shunt wound. Brush. 

One 35 h.p., 880 revs., shunt wound, Westinghouse. 


DIRECT-CURRENT, 440/500 VOLTS. 


shunt wound, Siemens. 


shunt wound, Siemens. 


compound wound, Westinghouse. 


shunt wound. Mather and 


One 2 h.p., 1,600 revs., shunt wound, Westinghouse, 440 
volts. 

One 2 h.p., 500 revs.. shunt wound, Westinghouse, 509) 
volts. 

One 3 h.p., 450 revs., shunt wound, Westinghouse, 500 
volts. 


One 4 h.p.. 1,300 revs., 
One 6 h.p., 1,080 revs., 
One 6.3 h.p., 1.600 revs.. 


shunt wound, Mawdslev, 
shunt wound, E.C.C., 


One 8 h.p., 

volts. 
One 20 h.p., 490 revs., traction type, Dick-Kerr, 
One 950 h.p., 485 revs., 


750 revs., 


volts. 


shunt wound, E.C.C.. 440 volts. 
440 volts. 
440 volts. 
One 74 h.p.. R80 revs., shunt wound, Cutting. 440 volts. 
shunt wound, Rees Roturbo, У 


Ую volts. 
compound wound, Phoenix, 50u 


Suitable control gear, slide rails and pulleys are always 


avallable for the above machines. 


Write for Monthly Stock List. 


MYLAN & SMITH (ENGINEERS), LTD. 
Kelvin House, St. James’ Street, Sheffie!d. 
"Phone: 4976, 4977 Central. Sheffield. 
"Grams: ‘ Topical," Sheffield. 


Electrical Stores, Bamford, Derbyshire, Midland Railway. 
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FOR SALE.—Continued. 


MOTORS, STARTING AND CONTROL GEAR. 


NE-Phase, 200-440 volts, elip-ring and squirrel cage. 
Number in stock : six. 3, 4, 6 and 10 b.p. 

Two and three phase.—200-550 volts, slip-ring and squirrel 
cage. 

Seven.—4, 6, 7, 10, 12, 20, 95, 30, 40, 50, 60 b.p., d.c., 
100-200, 440, 500-550 volts. 

Fourteen.—1, 2, 3. 5. 7, 10, 12, 15, 20, 25, 20, 40, 50 h.p. 

Four.—Special, 25, 30, 40 h.p., totally enclosed, compound 
wound, with pulleys, rails, controllers and starters complete. 

Several Generating Sets, petrol.paraffin. 1-60 kW, 3-phase, 
and d.c., 400-550 volts, with switch gear, oil-immersed, auto- 
matic features. 

Six.—Oil-immersed Switch Panels, 600 amps., 3-phase, auto- 
matic features, with instruments, &c. 

Four.—4A.c. Starting and Control Panels, 2 or 3-phase, 400- 
500 volts, air break. | 

Fiftv.—Starting and Control Panels, oil-immersed, 2 and 
3-phase, 200-500 volts, with automatic features. 

126.—D.c., d.a. Starters, 4 to 60 h.p. 

Seventy-Eight.—Star Delta and series parallel Starters, 
with automatic features. 


Three.—Motor Generator Sets. 
Motors : 400-500 volts. 
Generator: 80-100 volts, 100 amps. 
Motors: 220-440 volts. 
Generator: 35 volta, 90 amps. 


Machine  Tools.—Electrie Drills and Grinders. 
motors. 


Driliing Machines.—No. 1, 9, 3, and 4 sizes. 
Polishing Lathes.—Pedestal and Bench. 
Large stocks of other tools. 


Pumps.—3-throw, from 100 gallons to 30,000 gallons per 
hour. 


3.000 yards 3/22, 7/20, 7/14, to 37/12, V.I.R. Cable. 
Cab Tire in all sizes. 


The above stocks are all new, direct from the best of 
Eritish manufacturers. Fully guaranteed. Inspection in- 
vited our works, also Hereford Street, Sheffield. 


Please note, prices are right. 
Your inquiries, please, at either address. 


Universal 


Тнк MECHANICAL & ELECTRICAL ENGINEERING Co., Bradford 
Street, Walsall. 

Telephone: Sheffield. 3171 Central. Telephone: 512 Wal- 
sall. Telegrams: “Robust Walsall." 942 


COUNTY BOROUGH OF HALIFAX. 
Halifax Corporation Electricity Department. 


HE Tramways & Electricity Cofnmittee of the Halifax 
Corporation have for sale the following plant :— 

Two Babcock & Wilcox Water-Tube Boilers, complete with 
Chain-grate Stokers. 

One Tandem Compound Steam Feetl-water Pump (J. P. 
Hall & Son’s make). 

The above can be inspected by arrangement and full par- 
ticulars may be obtained on application to Mr. W. M. 
Rogerson, M.LE.E., Borough Electrical Engineer, 99, 
Northgate, Halifax. 


Tenders for the above plant should be delivered to the 
Town Clerk, Town Hall, Halifax, not later than Saturday, 
July 8th, 1922. 

The highest or any tender not necessarily accepted. 

(By Order) PERCY SAUNDERS, 


Town Clerk. 
Town Hall, Halifax. 


June 10th, 1922. 164. 


FOR SALE. 


A KEEN LAMP PROPOSITION. 


Lamps, HaLr-WarTr PATTERN (ALL VOLTAGES). 
(Guaranteed not to infringe any patents.) 
10 WATT, 3s 3d. each; 30, 40, 60 watt, 2s. 3d. each. 


METAL FILAMENTS. 
High voltage, 18s. a doz.; low voltage, 16s. a doz. 
Quotations subject 33 per cent. for cash with order. All 
orders of one dozen or over carriage paid. Defective lamps 
replaced. 


Evectro TuNGsTALITE Co., 6-7, Redcross Street, Е.С. 
Telephone: City 8952. 381 


FOR SALE.— Continued. 


ELECTRICAL MACHINERY FOR SALE IN FRANCE. 


Three 1,000-kW British Westinghouse Rotary Converters. 
Two 700-kW Thomson Rotary Converters. 

Two 400-kW Westinghouse Rotary Converters. 

One 250-kW Browett, Lindley d.c. Steam Set. 

One 400-h.p., 25-cycle, 5,500-V British-Thomson Motor. 
Six 350-h.p. British Westinghouse 2-phase Motors. 

Ask for complete list of plant for sale (No. 455). 
ALEX. LEFEBVRE, General Agent for France of Bruce Peebles 
and Co., Ltd., Edinburgh, 9, Rue Arséne Houssaye, Paris 
(VIII). | T п 


FOR SALE. 


IESEL Engines, six cylinder, two and four-stroke; 850, 
1,000, 1,200 h.p.; excellent condition. Dynamos for 
above, 250 or 500 volts, d.c. Immediate delivery and low 
price. i 
Two 500-kW Parsons Turbine Sets, 250 or 500 volts, d.c., 
with condensing plant and spare armature; price £2,200. 
E‘ectrical-driven Centrifugal, Ram, and other Pumps, from 
1} in. to 10 in. outlet. 


JENNINGS, West Walls, Newcastle-on-Tyne. 5 


MOTORS FOR SALE. 


М а.с. and d.c. Motors, at present in stock, will be , 
sold below makers’ present costs. Write for particu- 
lars. The undermentioned are a few of the larger motors for 


disposal :— 
D.C., 440 Vorrs. 


Two Flather, 50 h.p., 660 r.p.m.; new. 

One Crompton, 55 h.p., 775 r.p.m.; nearly new. 

Three Crompton, 30 h.p., 700 r.p.m.; new. 

[hree Newton, 29 h.p.. 700 r.p.m.; new. 

Une Phoenix, 30 h.p., 750 r.p.m.; nearly new. 

One Verity, 25 h.p., 850 r.p.m.; new. 

One Crompton, 25 h.p., 900 r.p.m.; new. 

One Vickers, 25 h.p., 775 r.p.m.; equal to new. 

One Westinghouse, 30 h.p., 400 volts, 300/900 r.p.m.; equal 
to new. 

One Mawdsley, 20 h.p., 1,050 r.p.m.; new. 

One Verity, 20 h.p., 900 r.p.m.; new. 

Three Flather, 20 h.p., 700 r.p.m.; new. 

One Mawdsley, 18 h.p., 950 r.p.m; new. 

One Verity, 15 h.p., 950 r.p.m.; new. 

&c., &c. 

THREE-PHASE, 25 Cycues, 440 Vovrs. (C. & S.C.) 

One A.S.E.A., 140 h.p.. 480 r.p.m. 

One Brook, 35 h.p., 480 r.p.m. 

Two Crompton, 30 h.p., 750 r.p.m. 

One Siemens, 27 h.p., 720 r.p.m. 

One A.S.E.A., 27 h.p., 720 r.p.m. 

Two Crompton, 20 h.p., 750 r.p.m. 

Two Verity, 18 h.p., 790 r.p.m. 

One A.S.E.A., 18 h.p., 720 r.p.m. 

One Wright, 40 h.p., 575 r.p.m.. 400 volts, 3-phase, 50 
cycles. 

One Rayner & Heald, 35 h.p., 200 volt, 950 r.p.m., 2-phase, 
50 cycles. 

One Rayner & Heald, 30 h.p., 900 volt. 960 r.p.m., 2-phase 
50 cycles. 

One Siemens, 98 h.p., 200 volt, 750 r.p.m., 2phase, 50 
cycles. Р 

Two Brook, 25 h.p., 200 volt, 750 r.p.m., 2-phase, 50 cycles. 

One Crompton, 90 h.p., 900 volt, 750 r.p.m., 2-phase. 50 


cycles. &c., &c. 
CHAS. PURDEN, LTD., 
Lancaster Street, Birmingham.: 586 


ELECTRICAL AND WIRELESS ACCESSORIES. 
Special Offer. 


ELECTRIC LAMPS. METAL FILAMENT. 
100/120 volt, 18. 9d.; 200/250 volt, Is. 4d. 
90, 30, 40, 60 watts. 
HELICAL (4-Watt pattern). 
100 watts, 3s.; 60 watts, Js. 
CABLE, V.LR., 600 megohm. | 
1/18, 8s. 9d. coil; 3/22, 10s. 6d. coil. 
SWITCHES, 5-amp. Tumbler, 6s. 9d. doz. 
CUT OUTS. | 
5-amp. Bow, 4s. 6d. doz.; 10-amp. Bow, 6s. 6d. doz. 
WIRELESS HEAD 'PHONES. | 
4,400 ohms, best American, 35s. pair. 
CRYSTAL RECEIVERS. 
Well made, tested, 30s. each. 
Send for our complete lists of Electrical and Wireless Acces- 
sories. All goods are new and reliable. | 
SuPERLAMP, LrD., 197, Old Street, London, E.C.2. 


'Phone: Clerkenwell 1497. . 909 


EE 
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FOR SALE.— Continued. 


BARGAINS FOR ELECTRICAL ENGINEERS. 


Large Stocks Ready for Immediate Dispatch. 
DETAILED PRICE LIST SENT UPON APPLICATION. 


NS Cables (V.I.R.) by the best British makers, from 
1/18 to 37/12, also 3-core cab-tire Cables, lead-covered 
ditto and workshop flex. 


37/28 Assoc., 9.500 meg. grade V.I.R. Cable, equal to 7/20, 


at £5 10s. per 1. 000 yards. 


OSRAM, MAZDA AND BRITANNIA LAMPS, 


Large assortment of these lamps, including gasfilled and 
automobile, all new. 50 per cent. allowed off vacuum and 
424 per cent. off gasfilled. 


The “ Irra” guaranteed Vacuum Lamps, at less than 50 
per cent. and 10 per cent. 


Great assortment of new accessories and fittings, including 
I.C. goods and Switchboard Gear. 


New Motors, Generators, Meters, &c., &c., &c. 


Special Offer: 7/18 V.I.R. Cable, Assoc., 2,500 meg. grade, 
95s. per 110 yds.; 3/22 single lead-covered Cable, 20s. per 
100 yds. ; 3/22 V.I. R. Cable.. 2,500 meg. grade, doubly taped, 
'‹ Callender's ” and ' ‘Connolly Bros.’ ’’ makes, red and black 
twisted, 85s. per 8s0-yd. drum; or black only, drums free. 

12 and 14 gauge Tinned Copper Wire, 94d. per Th. 

1-in. adhesive Tape, good quality, 104. per lb. 


Spec E Line, White Porcelain, 2 plate best quality Ceiling 


Roses, 2s. 6d. per dozen. 

Large assorted stock of Insulators and Cleats, special offer 
24-in. in 2-groove glazed English Cleats, 5e. 6d. per 100 pairs. 
EDWARDES BROS., 

20, Blackfriars Road, London, S.E.1. 


Warehouses: Charlotte Street, §.E.1, Collingwood Street, 
S.E.1, Bennett Street, S.E.1, Murrell Wharf, S.E.1. 6393 


MOTORS FOR SALE. 


NE only, Keighley Electrical Co., 20 h.p.. 
interpole, 600 rapan. Complete with pulley, slide rails 
and starter, equal new. Price £65, f.o.r. 

One only, Victoria Electric Plant Co. (Cutting make), 30 
h.p., 460 volts, М0 r.p.m. New condition, 
£55, f.o.r. 

One only, Electromotors, totally enclosed, 10 h.p., 3506 
volt, 460 r.p.m.. with Brookhirst controller. £50, f.o.r. 

Two only, Ventilating Fans, by Matthews & Yates, complete 
with valves for hot or cold air, 5 h.p., 290 volt, d.c. Motors, 
Brookhirst controllers, new condition, £45 each.  F.o.r. 

One only, Hodgson, 400 volt, 3-phase, 50 cycles, S.C.R., 
720 r.p.m., pulley, slide rails, Ellison starter, equal new. 
£50, f.o.r. 

One only, Westinghouse, 100 h.p., 440 volts, 
cycles, 430 r.p.m. Pulley and slide rails, new, 
£130, f.o.r. 


4060 volt, shunt 


shunt interpole, 


3-phase, 95 
never run. 


Ramspotrom, Rix & Co., Keighley. 935 
FOR SALE. 
HREE Peache Crompton 85 kW, 110 volt, d.c. Generating 


Sets, 125 lb. 
One Motor Booster Set: 
peres, 10/50 volts. 
One Weir Boiler Feed, Pump, 2,150 gallons per hour. 


H. A. Neate & Co., 116, High Holborn, М.С. 92-4 
FOR SALE. 


input 110 volts, output 160 ain- 


99 8-kW Gardner-Electromotors Petrol Electric Generating 
Sets, 80 volts, 1,000 r.p.m., complete with radiator, 
silencer, &c., all mounted on common baseplate. Very little 
used, and in first-class condition. £90 each.—Fyfe, Wilson 
and Co.. Ltd., 31, Budge Row, London, E.C.4. Telephone : 
City. 2602, Telegrams : “ Duetilitv, Phone, London.’ 053 


"SÉ. 2 P———À _ ш аса a _ _— Же. ж... CCENEN 


HIRE OR SALE. 


LECTRIC Motors and Dygamos.—Machines always avail- 


able. ARMATURES and FIELD COILS 
rewound or repaired without delay. 
"Phone : MACDONALD, SYER & CO., LTD., 
Museum S09), 245, Gray's Ino Road. W.C.1. 6 


FOR SALE.— Continued. 


FOR SALE. 
5 -H.P., 44-V, 3-phase, 40 cycle Bruce Peebles Motors, 760 
revs., with Ellison starter. 3, 6, and 10 b.p., 110-volt 
Motors. 


22-kW, 230-volt, compound Dynamo and Motors, 4/30 b.p. 

10, 15, 20 and 30-h. p., 440/460 volt, Siemens shunt protected 
Motors, almost new. 

DRUMMOND & Co., Middlesbrough. 491 


FOR SALE. *ALL NEW. 


(Westinghouse), 625 kW, steam 150 lbs., 
3,600 r.p. Two Generators (direct 


WO Turbos 
vacuum 95 in.. 


coupled), 780 KVA, 3-pha-e, 60 periods, 2,300. V. Price 
£3,000. (Would. separate.) 
"Fifteen. Transformers (oil 45 gall. capacity), 374 КУА, 61 


evl., 2.210 to 110/220, 
£50 each. 
"Two Induction Motors (Alliss-Chalmers), 


2.300 to 115/280-2400 to 120/140; 


Ню h.p., 2.99) V. 


60 eyl., 690 r.p.m.; £175 each. 
"Опе Induction Motor (Alis-Chalmers), 50 h.p.. 20m 
g.p.m., 150 ft. head. 1:750 r.p.m., coupled direct on 


bedplate to Allis pump; £125. 
‘Three ditto, 600 g.p.m., £100 each. 
One ditto, 60 h.p., 9,000 g.p.m.. 
ditto, 74 h.p.. 150 g.p.m., £5. 
(Westinghouse), d.c., 25 kW, 125 V, 200 amps., 
r.D.m.; Price £125. : 
Steam Turbine, 50 h.p. (Westinghouse): price £60, 

* Auto-Starter, 15/30 h.p.. 900 V; Anto-Starter Switch, 4,000 V. 
Two Auto-Trans., 38 h.p., 4,000 V, 60 eyl.; £75 lot. 
*Two G.B.C. Controllers; 2 Field. Rheostats: 260/100-h.p.. T.G. 

Rheostat; Oil Circuit Breaker: Nine-Instrument Trans. : 
Volt. Regulator; Potential Starter: Three Switchboard 
Panels (slate); 12 Steam Gauges. 
On view 9 to 5, J. Mount’s Warehouse, 10], 
load, Victoria, ‘Bus No. 24 passes door. 


One 40-n.p. ditto, £100. 
60 ft. head, £125. One 

One Turbo-Generator 
3,500 


Grosvenor 


Offers to Liqui- 
Earl's Court. 


Low price accepted for immedi ite Clearance. 
dator, H. E. Thompson, 229, Nevern Square, 


‘Phone City 4606. 
p E E E I AA 
OLDFIELD ENGINEERING CO.. LTD., 

HAMPSON STREET, SALFORD. 
‘Stalwart, Manchester. 
8620 City, Manchester. 


РАЈ 


Telegrams: 
Telephone : 


D.C. MOTORS IN STOCK. 


Volts. B.h.p Speed. Muke. 

440 200 452 Vickers 

440 27 Оҳо Westinghouse 

4600 25 S20 Mersey 

440 25 445 Mather 

440 16/30 2UO0; 000 Electromotors 

140) 15 930 E.C.C. 

410 10 1150 Wright 

400 8 1000 Crompton 

440) 2 | 600 Phænix 

440 1 1200 Electromotors 

250 60 400 G.B.C. 

AA) 25 545 Pho nix 

220 20 1100 G.E.C. 

220 16 960 English Electric 

220 10 T20 Phoemx 

20) 10 850 E.C.C. 

A.C. Motors, 3-phase, 50 cvcles, 400/440 and 200/220 volts, in 
stock. 

All at bargain prices. Oi 
ae a YI ES EIT LT CL IAT I STE I OE ЕАР A НЕО 
FOR SALE. 

4-h.p. Electromotors, 440 V, d.c., revs. 970. £15. 
4-h.p. Electromotors, 440 V, d. C., Тев. 650, £23. 
7 .5-h.p Electromotors, 400 ү, d.c., revs. 425, £n. 
7-h.p. е 460 V, d.c., revs. 1.150, £30. 
5-h.p. Electromotors, 440 V, d.c., revs. 550, £25. 
5-h.p. B.T.H., 440 V. d.c., revs. 1.900, £20. 


The above comple tte with pulley в, slide-rails and starters. 


Morris. Hawkins Dynamo. 5/16 amps., volts 130, r.pam. 

020/1,650. complete with panel, 2 ineters, voltmeter, anto cut- 

out, choke coils and arresters, £25, running order. 

G. H. LENN, 25, Station Road, Willesden Junction, N.W.]e 
foy 


FOR SALE. 


NE Generating Set, by B.T.H. (new), comprising slip- 
ring Motor, 316 h.p., 400/440 volts, 3-phase, 50 periods, 


720 revs., direct coupled to 216-kilowatt Generator, 180/32) 
volts, d.c., with all starting gear. In original cases. Price 
£450. 

Telegrams: ‘‘ Contact.’’ R. F. WINver, 
Telephone : 20,461 (2 lines). Belgrave Electrical Works. 


Leeds. F 


June 30, 1922. } 


FOR SALE.— Continued. 


ROTARY CONVERTERS, MOTOR GENERATOR SETS 
AND D.C. & A.C. MOTORS, &c. 


250-KW Rotary Converter, Westinghouse, new 1918, 10,000 
volts a.e., 50 cycles, 3-phase, to 240 volts, d.c. 
250-kW Rotary Converter, 6,.000/6,600 vots, 20 cycles, 3-pliase, 

to 200) volts, d.c., shunt. 
oOUU-kW Rotary Converter. Westinghouse, 3-phase, 20 cycles, 
450 volts, d.c., compound, with switch panels; h.t. 
transformers supplied to suit clients’ supply. 
500-kW > Crompton Motor Generator, almost new, combined 
bedplate, 240 volts to 470 volts, with switch panels. 


SPECIAL OFFER D.C, MOTORS 110 TO 520 VOLTS. 


Make. H.P, Volts. Revs, Price. 
Westinghouse 11 110 620 £25 
B 15 110 — 400/1200 £47 
a 2. м 110 620 £38 
Crompton 22 110 25 
Westinghouse 30 (9) 110 850 £60 
5 40 (5) 110 520 £70 
" 55 110 570 £75 
" 100 110 500 £150 
Lanes. D. 10 (1) 220 600 £39 
Veritys 20 220 675 £68 
G.E.C. 30 (4) 220 500 £80 
Dick. Kerr 20 (3) 220 150 £107 
Crompton 200 400 360/480 £300 
Lancs. Dynamo мо 120 630 £190 
Union RĀ 500 1000 £180 
B.T.H. 160 500 500 £275 
A.C. MOTORS—3-PHASE, 50 CYCLES, 
Make. H.P. Volts Revs, Price. 
Lahmeyer 450 210 231 
. Clayton 10 400 360 £90 
Mather & Platt 55 400 1000 £110 
Phoenix 400 415 487 £700 
B.T.H. 100 (2) 550 120 £250 7 
A.C. MOTORS—2-PHASE, 50 CYCLES. 
Fuller 10 (2) 200 950 £27 
т 10 (enel) 200 720 £33 
E 15 200 960 £42 
25 16 200 960 £12 
20 (2) 200 120 £42 
60) 200 120 £104 
DYNAMOS AND ALTERNATORS. 
Make. Kw. Volts. Revs. 
Cutting 4 4/10 100 
Crompton 40 110 ао 
Westinghouse 180 110 200 
Stevens 18 230 550 
B.T.H. 125 4140 512 
Elec. Co. 200 {яо 350 
Westinghouse 80(2) 200 250, 3 ph.. 50 сус. 
Lahmeyer 210 210 333. 3 ph., 50 сус. 
Hall 95 400 190, 3 ph., 50 eve. 
Phanix 132 100 128, 3 ph., 50 cyc. 
BRITISH CENTRAL ELECTRICAL CO., LTD., 


6 & 8, Rosebery Avenue, E.C. 1. 956 
"Phone: Holborn 5818. ‘Grams: “ Briticent, Holborn, London." 


FOR SALE. 


NE Turbine (Willans & Robinson-Parsons reaction type). 
Н.р. 1,600, kW 1,200, r.p.m. 1,200, steain pressure 200 
lb., with Westinghouse alternator, 3-phase, 2,000 kW, 105 
amps., 11,000 volts. 40 periods. 
One Surface Condenser. 
One three-crank Edwards Air Pump. 
One 10-in. Gwynnes centrifugal circulating Water Pump. 
Complete. Just stopped work. 
Can be seen running, and will be sold very cheap. 
A duplicate set as above also for disposal. 
Three Rótary Converters, 157 kW, suitable 2,030/2,340 
amps., at d.c. voltage 75/85 volts, complete with panels. 
One 15-ton overhead hand Crane, span 32 ft. 9 in. (Herbert 
Morris, l.td.). 
Price and further partieulars on application. 
VL. Reay & Co., Iron and Steel Merchants &_ Dismantlers, 
я Guildhall Chambers. Neweastle-on-Tvne. 
Teleg.: ‘ Serap, Neweastle-on-Tyne.”’ Telep.: City 468. 
6337 


Mor. Jaca eb 


FOR IMMEDIATE DISPOSAL. 


()*E 100-volt Lighting Set, comprising 135-volt, 16-amp. 
- shunt Dvnamo at 1.450 revs.; 150 Ah E.P.S. Battery 
B cells), with Switehboard and Instruments, by Christy 
ros. 

C. Hobbs, Streatlev-on-Thames, Berks. . | . 6337 
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FOR SALE.— Continued. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


.A.A. Metal Filament and Automobile Lamps from stock 
at greatly reduced prices. Send for terms.—Essex 
Electric Stores, 19, Wilson Street, Е.С2. 6218 


LALLEY Lighting Set, complete with 16-cell Battery; 
output 1,250 watts, 20/32 volts, 24 h.p.. two-stroke 
Engine, Storage Battery, Water Tank, and Switchboard. 
Only. recently installed. In. splendid condition.—Offers for 
above to be made to R. S. Balden & Son, 22, Bond Street, 
Dewsbury. afa 
AC Nuts, terminals, cut-outs, plugs and 
sockets, accunimlator boxes.— Write: Rapid Accumu- 
lator Co., Haves (Middlesex). U33 


‚С. Motor, 7.5 h.p., 25 frequency, 440 volts 710 revs., 

. JE. Co. make, as new, £20.—Edwardes Bros., 20, 
Blackfriars Road, London, 5.ЕЛ. | FR 0X2 
DAPTORS, hard wood, 4s. per doz.; bayonet Holders, 
C.G.S.C., 5s. per doz. Enamel Shades, blue-white, 

js. 6d. per doz.: gross quantities only.—Enginecring and 
Mercantile Co., Ltd., Chancery Lane, WCL č < 6377 


AC 9, Colonial Avenue, Minories. E.1, near Aldgate Station, 
| stocks of d.e. and a.c. Dynamos, Motors, Batteries, 
Cable, Tape, Wire, Electric Drills and Wireless Sets are 
kept.—Leslie Dixon & Co. Tel. No. : Avenue 4166. au 


ne & Morcom, 20-h.p. Oil Engine (magnificent 
job), enclosed type. on cast iron bed. Low price for 


immediate sale.—Harry H. Gardam & Co., Ltd., BIDO 


a a ы ти ыла и нын a 5 
б Lighting Plant, consisting of 44 h.p. Hornsby 
oil engine, 24. kW. 50-75 volt dynamo, belt-driven, bat- ' 
tery charging switchboard, 28 9-plate Chloride cells, 200 am- 
pere-hour capacity. Can be seen running near London. Price 
£200, or near offer.—931, Electrical Review, 4, Ludgate Hill, 
London. P NICE 
IESEL Twin-Cylinder Engine, 160 b.p., by Carels 
Freres, with Tangye centrifugal pump, cooling tower 
and tank, necessary oil tanks and pump. Compound 100-kW, 
d.c. Generator; panels fitted with suitable instruments. 
Three-ton hand-travelling Crane, &c., together with Corru- 
gated Iron Building, 24 ft. high, 373 ft. long, 21 ft. wide, 
glazed brick and matchboarding inside; roof half ‘glazed.— 
917, Electrical Review, 4, Ludgate Hill, London. 


р “ Witton ” 


Motor Generator; motor 
single-phase. 200 V, 60 cycles, 1,730 r.p.m.; generator 

1 kW, 100 V, 10 A. Little used; £25.—Uneedus, Carshalton 
Road Sutton. 6244 
D- coupled Generating Set, 25/37 V, 20 A, Pela- 
phone-Crompton, price £45.—White, 140, Southwark 
Street. 6144 
IRECT-Current Motors, new and second-hand, up to 500 
volt, in stock. Keenest buyers only need apply.—'' Gh 


‘Dept., Midland Dynamo Co.. Leicester. 9 


В Clips, in copper, all sizes, 4 in. to 9 in., in 

stock; three types of terminals, our own make. Write 
for trade sheet. New reduced prices.—Isaacson & Brown, 
Ltd., 39. Furnival Street, Holborn, E.C.1. 9 


LECTRIC Fans (new) 200 G.E.C. Freezor fans, 

12 in., 110 volts, 50 cycles, commutator type, alternat- 

ing current, £4 5s. each, carriage paid, cash with order. Large 
stocks of telephone and telegraph apparatua (new). Special 
terms to trade.—J. Jarvis, 18, Ravenswood Road, Balham, 
London, S.W.12. 'Phone: Streatham, 9481. 6361 


LECTRIG Motors sale or hire, surplus stock at attractive 
prices.—E. P. Allam & Co., 107, .Gray’s Inn Road. 
W.C.1. 18 


XCELLO Flame Are Lamps for sale; about 120 alterna- 

ting current Lamps, in gocd working order, manu- 

factured by the Union Electric Co. Offers invited.—932. Elec- 
trical Review, 4. Taidgate Hill, London. 


OR Sale, Belliss 60-h.p.. enclosed, high-speed, compound 
Steam Engine. Cylinders 51 in. and 9 in. by 5 in., 
625 revs.—Mitchells, Bolton. SOS 


OR Sale gr Hire, Motors and Dynamos, 440, 220, 110 volts. 
—Martin, 320, Witton Road, Birmingham. "Phone: 
Fast 883. : 7 


Кек Sale, 40/30 Flexible Copper Cable, rubber covered, 
£8 per mile. Electric motor wall brackets, £3 each.— 
W. A. Burdett. Longford, Coventry. 758 


OR Sale, two Lancashire Boilers, by Danks, 30 ft. long 

x 7 ft. dia., fitted with superbeaters. 1920, insured for 
160 lb. pressure. Can be seen fixed.— Williams, 37, Queen 
Victoria Street, London. | TRR 


OR Sale, 240-kW Belliss & Morcom compound Engine, 
direct coupled to multipolar Crompton’s Generator, 
440/550 volts. 350 r.p.m.. and fitted with Ejector Ledward’s 
condenser. Can be seen fixed working.— Williams, 37, Queen 
Victoria Street, London. 787 
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FOR SALE.—Continued. 


nnp a ———————— 
OR Sale, 500-h.p., Willans geared driven Turbo-Gene- 
_rator, 500 volts, d.c., all fittings as now fixed working. 
—Williams, 37, Queen Victoria Street, London. 789 


OR Sale, high-class Generating Plant, comprising 
140-kW Belliss-Lancashire Dynamo combined Set, 440 
volts, d.c.; three similar sets, 75 kW each ; engines equal 
cy.inders; suitable 80 lb. pressure. Modern, and in practi- 
cally new condition; for delivery at once.—589, Electrical 
Review, 4, Ludgate Hill, London. 


HB Sale, Petrol and Paraffin Electric Generating Sets, 

from à to 50 kW, suitable for house lighting, cinemas, 
welding, &c.—Fyfe, Wilson & Co., Ltd., 31, Budge Row, 
London, E.C.4. 954 


eee 994 
КОЁ Sale, a number of new 1-kW, L.W. Dynamos, 25/37 

volts, 1,300 r.p.m., complete with slide rails and pulley, 
£14 10s. each —Fyfe, Wilson & Co., Ltd., 31, Budge Row, 
London, E.C.4. | 955 


p? Sale, 400-kW Belliss triple-expansion Engine, direct- 

coupied to Crompton dynamo: 440 volts, d.c. Can be 
seen fixed. Cheap, immediate removal.—W illiams & Sona, 
37, Queen Victoria Street, London. - 957 


I EE Block Accumulators. Brand new. In portable 

teak cases, 4 volts, 100 int. amp.-hours. Price 38s. each. 
. 10 volts, 40 int. amp.-hours, as above, 49s. 6d. each. One 
third of maker's price. F.o.r.—Ramsbottom, Rix & Co., 
Keighley. 937 


ec —— ы a ы. 
-E.C., 110-volt, 5-amp., Motors, £5 10s.; 5-in. Drummond 
Treadle Lathe, as new, £32 10s.; 64-іп.. £27 108.; 7-in., 
£35; 9-in. Precision Lathe, £35; Chucks, Drilling Machines, 
, cheap.—Ashton's, Horbury Bridge, Wakefield. 6330 
(GENERATING Sets, b0/70-V, 30-A, 1,000 r.p.m., Douglas- 


G.E.C., complete, as new, £60.—White, 140, South- 
wark Street. 6141 


HORNSBY Stockport, 84-һ.р. Gas Efgine, latest type, 
electric lighting, absolutely as new. Real bargain.— 
Harry H. Gardam & Co., Ltd., Staines. 


Кен Blackman Double-bladed Fans, 48 in., 400 volts, 
-ph., per., revs.; also Cycl Bl - 
haust Fans, inlet 14 in. dia. ; 75 in x 1004 peus 
coupled to 5-h.p., 220 volts, 1,100 revs. motors; all new and 
unused.—Greenhalgh Bros., Atherton. 710 


NEARLY new modern direct coupled Power and Lighting 
Set, Heatlv-Gresham. 90 h.p., vertical gas or oil en- 
gme, 1,000 r.p.m., and Mather & Yates compound wound| 
dynaino, 120 amp., 110 volt: used two to three months, suit 
large kinema, country house, drill hall. &c. Absolute bar- 


gain, perfect condition.—934, Electrical Rev; 
Hill, London. Ca^ Review, 4, Ludgate 


EARLY new “ National ” hot bulb, horizontal ОЛ En- 


gine, 47 b.h.p., new 1917. Excellent condition. —H 
H. Gardam & Co., Ltd.. Staines. T. "600 


EW Cables. About 1,000 yards’ bare copper 19/12 

85 yards .75 sq. in. low-tension, three-core, lead- 
covered, for pressures up to 660 volts; 140 vards .05 8q. in. 
e.h.t. single cable, for pressures up to 6,600 volts.—Rhvs 
Harry, Llanelly. 6283 


EW ''CQantie " S.P. Change-over Switches 75, 100, 150 
200, 300, 400, 500 and 750 amps., mounted on polished 


slate, from: 158. to 4Us. each.—Edwarde: j 
Road, London, S.F.1. d RR. ME 


INSN d.c. Motors, 10 h.p., 480 volts, B.T.H. Motor, rails 

| And pulley, 1,100 r.p.in., £60; 74-h.p., 480 volts Metro- 
politan-Vickers Motors, 1,950 r.p.m., rails and pulley, £50 
Guaranteed.—Bernard Meggitt, Engineer, Mansfield. 859 


Ne d.c. Motora at giving-away prices. Send me your 
enquiries.—Bernard 


1‹ Meggitt, Engineer, Mansfield. 851 

EW Telephone Cable, rubber and cotton covered, 30s. 
mile. Henley's brass-sheathed T-twin, suitable for 
marshy land and underground work. 130s. per i-mile; Prescot 
lead-covered 4-pair, 100s. per i mile; Bell Wire, 10s. per 


i mile.—David Green & Son, 106, Seymour Road, Lytham 
Lancs. : 


DOMI 838 

NEY 6-h.p., 9-h.p., 10-Һ.р., 15-h.p. Motors,ed.c., 220/240 
volts, cheap.—Edwardes Bros., 30, Blackfriars Road. 
London, S.E.1. 659] 


O. 47 S.W.G. Enamelled Copper Wire. “From stock 
while it lasts, 40s. per lb., bobbins and postage free. 


Cash with order. Reductions for quantities.—J. Jenkins, 3, 
Cloak Tane, E.C 4. 6339 


NE-Ton Travelling Crane, fitted with two 3-h.p., d.c., 
440 volts Motors, by Vickers. Magnetic brake, swivel 
column. The above has not been in use, and is in perfect 


condition.—Apply R. S. Balden & Son, 22, Bond Street, 
Dewsbury. 614 


(^£ 190-volt, 130-amp. Dynamo, type F.H. 547; low price 
for cash.—Alfred Shankland, FS§.A.A., , Queen 
Street, Cardiff. 756 


FOR SALE.— Continued. 


TROT E E 
[РЕП Геран Plant, complete with cooling and fuel 

tanks, silencer and all accessories, 3,600 watts, 10) 
volts, also 54 Storage Cells, 200 ampere-hour, 10-hour dig. 
charge capacity. Must be of known manufacture and in 
first-class condition.—Full particulars and lowest price t 
6341, Electrical Review, 4, Ludgate Hill, London. 


So ee Wires from No. 30 up to No. 47 SWG. 
А (double and single); also Enamelled and Cotton- 
Covered Wires. Large stock in London.—Apply Engineer. 
ing Supplies, Ltd., 155a, Upper Thames Street, E.C.4. 916 


Q'INGLE-Phase Motors, induction and self-starting type 

(heavy duty), first class, reliable and efficient Motors, 
at keenest prices.—‘'A’’ Dept.. Midland Dynamo Co., Lei- 
cester. 2) 


SI 125-h.p., compound Engines, by Bellias, high-speed, 
enclosed, self-lubricating type, all perfect condition and 
repair, for immediate use. Seen our works.—Harry H. Gar- 


dam & Co., Ltd., Staines. 298 


URPLUS Cab and Lead Cables, Arc and Flame Carbons, 
Iron and Wood Poles, Wireless Motor Generators, 
Naval Instruments, old Celluloid and Ebonite Boxes, Wire 
Ropes, Signalling Lamps, Table Fans, Mirrors, Lenses, 
Halden Copier.—The London Electric Firm, Croydon. 73 


ACHOMETER in leather case, size 8 in. x 4 in. x 3 in. 

deep, complete with all drivers for shafts. spindles, &с.. 
will read any speed between 30 r.p.m. and 4,000 r.p.m. in- 
stantly and dead beat, having four scales for different speeds. 
Brand new. Price £4 10s. Cost double.—Ramsbottom, Rix 
and Co., Keighley. 935 


pe ES Telephones, Telephones.—Trench Mark 


4-type Telephones, complete and ready for use. Mag- 
neto ringing and suitable for long-distance speaking. 
Set of two complete with 50 ft. wire, £9 5s. carriage 


quantities. Also 5 and  10-way 
G.E.C. Desk Telephones. Complete and ready for use; price 
£2 each plus carriage. Reductions on quantities.— Please 
apply for above to Miss E. Dooley, 33, Killyon Road, Clap- 
him, S.W.8. 88E 


Te 
ELEPHONES, National desk, portable, magneto ringing; 
complete with battery case, flex, and terminals, 25s. 
each. Exchanges, 8-line, 30s. each.—D. Green & Son. Sey- 
mour Road, Lytham, Lancs. 837 


PTT ne о тт шы ааа сз 
TAREE high-class Motors. In stock, squirrel-cage 

and slip-ring. An enquiry will convince you of the 
value offered.—'' А” Dept., Midland Dynamo Co., ee 
———————————————————————— 5 
TATER 74-h.p. Motors, 440 V, 3-phase, 50 cycles, 940 revs., 

squirrel cage; also ll-h.p. ditto; unused barguins.—b. 
Binns, 99, Church Road, Gosforth, Newcastle. 6366 


ТУО Cinematograph or Arc Welding Motor Generators. 

Motors wound for 230 volts d.c. Each generator 2) 
amps. at 70 volts.—889, Electrical Review, 4, Ludgate Ни. 
London. 


I 
WO Vacuum Cleaners, 100 V, with attachments; shop- 
soiled, £5 each; cost £15.—Uneedus, Carshalton Road, 
Sutton. 6243 


AAT T—————————————————————— 
d 150-h.p. Motors, by Siemens, 250 volts, 400 r.p.m., 

compound interpole type, with  starters.—Harry Н. 
Gardam & Co., Ltd., Staines. 299 


УО 50-h.p., variable-speed Motors, by Electromotors, 44) 

volts, d.c., with Brookhirst starters; also 60 h.p. Motor. 
by Crompton, 220 volts, d.c.—Harry H. Gardam & Co., Ltd.. 
Staines. 994 


free. Reductions on 


M nu аа 2 шынынын Сыз мзш RON Sn os 
{М 250-kW Steam Alternators, 3-phase, 50 cycles, 500/550 


volts. Excellent condition, £960 each.—782, Electrical 
Review, 4, Ludgate Hill, London. 


ATTMETER.—Portable Elliott Bros. 
volts, 3-phase, 50 cycles, 5 amps. In polished teak 

case with lock. Brand new. No current transformer. Price 
£20.—Ramsbottom, Rix & Co., Keighley. O48 


[ОРЕ variable-speed, d.c. Motors, 110 volts, 380/110 
revs., switch and starter.—Thomas Mitchell & Sons. 
Ltd., | Edgar Street, Bolton. Sui 


recording. 43) 


l -H.P. National Gas Engine, latest girder bed, magneto 
ignition. New condition. Bargain.—Harry H. Gar- 
dam & Co., Ltd., Staines. 606 
l ALHP. Tangye Oil Engine, perfect electric lighting 
: type, £100.—Chick, Skin Market Place, Southwark. 
S.E. 6346 
Dynamo, 


perfect, £150.—Chick, Skin Market Place, South- 

К, S.E. 635 
aso A ш ныны ылышы „эл. ЧУМО 
313 cd Motor. 240 volts, shunt International 4-pole, x0 
e revs., make good generator: Clarke, Chapman steam 


set, 65 V. 27 А, 60 lb. steam, direct coupled.—E. Binns +. 
Church Road, Gosforth. Newcastle. A369 


9 -H.P. Gardner Oil Engine and 110/160-volt 
war 
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FOR SALE.— Continued. 


3 -KW Steam Generating Set, 110 volts, d.c. Six 961-kW 

Steam Generating Sets, 110 volts, d.c. All these brand 
new and unused, by leading makers, and with various engine 
and generator spares in each case. [Inspection our works.— 
Harry H. Gardam & Co., ‚ Ltd., Staines. 297 


4 -KW Parsons n 


Oil-driven Generating Set, 6-cylinder 

engine, coupled direct to  500-volt d.c. Generator; 
also two 24-kW and one 20-kW Sets.—Harry H. Gardam 
and Co., Utd. Staines. 91] 


A /48 Stoc ‘kport Gas as Engine, with Suction Plant; perfect, 
£100. Two Dynainos, 110 volts. 100 amps.: all 
switchgear, £70, as  new.—Watson, 12, Euclid Street, 
Swindon. 6324 
4 -H.P. Motor, 3-phase, НО V, 40 cycles, B.T.H., 760 revs.. 
slip-ring, with Ellison starting gear.—E. Binns, УЧ, 
Church Road, Gosforth, Newcastle. 6307 


6 H.P Electric Lighting Semi-Diesel Oil Engine, by 
Tangye; single flywheel; variable admission  gover- 
nors; all accessories; bargain; details. New 1018.—Harry H. 


Gardam & Co. & Co., Т, td., Staines. 599 


67 EN, Go Generator, by Crompton, 100/140 volts; also 
50-kW Generator, by The Electric Construction Co., 
Ltd., 100/130 volts; 24-h.p. Motor, 110 volts.—Harry Н. 
Gardam & Co., 1, td., Staines. S42 


7 -Н.Р. Robey Crude Oil Engine, for electric lighting 
perfect, £350.—Chick, Skin Market Place, South- 
wark, S.E. 6344 


10055. d.c. Generator, 600 V, direct coupled to Belliss 
and Morcom steam engine, availaMte immediately for 
quick sale at bargain figure.—Richards, Stafford House, 


Trentham Road, Longton. 1 


ll -VOLT Motors, i to 80 h.p. in stock, keen prices.— 
White, 140, Southwark Street. 6139 


110. а.с. Generating Sets. Two 100 kW: one 62 
kW; one 55 kW. All multipolar generators, with 
high speed, enclosed Steam Engines.—Mitcheils, Edgar Street, 


Bolton. NM 896 
140? 440 volts, d.c. Motor. Brand new from L.D. 
2 Motor Co., 880 r.p.in., shunt interpole. Two 


bearings. £240 net. Pulley and rails extra.— Bernard Meg- 
gitt, Engineer, Mansfield. 926 


50082: ,Belliss. enclosed. Engine, forced lubrication, 
suitable for direct coupling to generator, accept £360, 
pompe gale, splendid condition.—296, Electrical Review, 4, 
Ludgate Hill, London. 

45 -H.P. National Gas Engine, 6 cylinder. : 300 revs. New 
about 1916, only worked on half load. Condition 

as new.—Harry H. Gardam & Co., Ltd.. Staines. 607 
50 -VOLT Motors, 20 h.p., 300 r.p.m., £85; 25 h.p., 
240 r.p.m., £110; 30 h.p., 750 r.p.m., £90.—White, 

140, 140, South warl ark Street. 6149 
750) Ew 2 -KW Belliss-Dick, Kerr, coupled Alternator Set, 9,900 
volts, 60 periods, or could be rewound to suit client's 
requirements; first-class condition.—Harry H. Gardam & Oo., 


Ltd., ‘Staines. - 2J) 
105€ \-К\Ү Turbo-Alternator Set, 6,000 volts, 50 cycles, 
3-phase, comp!ete with Contra-flo. surface type 


condensing plant; any reasonable offer accepted, and plant 
in almost new condition throughout.—658, Electrical Review, 
4. Lndgate Hill, London. 
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ARTICLES WANTED.—Continued. 


LATINUM Scrap wanted for spot cash. We purchase 
platinum and give the highest market price. Call and 

be convinced before selling elsewhere. Parcels by post prompt 
cash per return. The original firm.—The Depot, 156, Charing 
Cross Road, London, W.C.2. 6252 


ECTIFIER, Mercury Vapour, 100 V, 50 period to 200 V, 
4/8 amps., d.c., for Hewittie mercury vapour lamps.— 
Photoco, Ltd., 22, Cross Street, Finsbury, London. . 6343 


ANTED, Dynamos, 110 volts, 30 amperes, and 60/100 

ашрегеѕ; also several motors, suitable for 220 and 440 
volts, d.e.—State fullest particulars and prices to 922, Electri- 
cal Review, 4, Ludgate Hill, London. 


ANTED, Plate Warmer and Electric. Grill, large or 
medium, for. 220-volt. supply.—6366, Electrical Review, 
4, 4. Ludyate Hil, London. 


ANTED, TU-h.p.. 3-phase, 400-volt, slip-ring Motor, speed 

720 r.p.m.—s95, Electrical Review, 4, Ludgate Hill, 
London. 

ANTED, econ himd de watt-hour Meter, in good 


working order; 60/80 amps., 80/100 volts.—Aldershot 
Gas, Water & District L ishting Co., Electricity Works, North 
Camp, South Farnborough, Hants. 6325 


ANTED, self-contained Petrol or Paratlin Engine, driving 
d.e. dvnamo about 220 volts. Capacity about 16 kW. 
—930, Electrical Review, 4, Ludgate Will, London. 


OR 7-b.h.p. horizontal Qil Engine, fitted with two fly- 
wheels and all accessories; speed 550/600 revs. Also 
24/3-kilowatt, 50-volt generator, 'shunt- wound, 1,000 revs.— 
State make, age, lowest price, and where inspectable, to 918, 


Electrical Review, 4, Ludgate Hill, London. 


AGENCIES. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


A LONDON firm of repute, specialising in motors, both 

а.с. and d.c.. desires to appoint Representatives on com- 
mission for the following districts: Birmingham, the South 
Coast, Manchester, Cardiff, Newcastle, Dublin, and Belfast. 
Only those with sound connections and capable of good turn- 
over will be considered.—915, Electrical Heview, 4, Ludgate 
Hill, London. 


GENCY.—Old-established makers of high-class ironclad 

switchgear require Agent, already established, in 

Glasgow. Cardiff, Sheffield.—903, Electrical Review, 4, Lud- 
gate Hill, London. 


GENTS wanted to sell Automobile and Metal-filament 
Lamps. Sole agencies for certain districts considered. 
—Essex Electric Stores, 19, Wilson Street, E.C.2. 6259 


ISTRICT Agents required.—State terms and experience 

by letter only in first instance to The Wholesale Elec- 

tric Co. (1922), Ltd., Dominion Works, Dunsmure Road, 
N.16. 6320 


OREIGN Agencies quickly obtained by advertising in 
foreign papers.—Rates, &c., from Deacon’s British and 
реп Advertising Agency, 7, Leadenhall Street, London, 
.C.8. 18 


M I.E.E., with exceptional connection among central 
station engineers, is open to consider offers of repre- 


sentation.—6362, Electrical Review, 4. Ludgate Hill, London. 


——— ———— —— — 
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YARDS, G.P.O. Telephone Cable, 24 conductors, 
V.LR.. vuleanised, taped and braided, perfect 
condition, slightly soiled. For disposal, very cheap. "Samples 


and prices sent.—The Mechanical & Electrical Engineering 
Co.; 62, Bradford Street, Walsall. 941 


ARTICLES WANTED. 


dvertisements are inserted under this heading at 1s. 9d. per line. 
Ena. 


.C. and d.c. Motors (second-hand), any type and condition, 
wanted for prompt cash.—A. Learoyd & Son, Bridge 


Works, Heatherley Street, Clapton. N.E. 5745 


. LEAROYD & SON, Bridge Works, Clapton, N.E.— 

Telephone:  Da!ston 2275; Telegrams : ' Frangible, 
Lowclap, London,” buys for prompt cash every description of 
second-hand Generating Sets, Accumulators, Motors, Trans- 


formers, old Arc Lamps, Meters, Cable, Serap Metals, Metallic 


rosses, &c., &c. Inquiries solicited. Established over 50 
years. 9144 


OTICE to Manufacturers.—Firm is open to purchase all 
parts relating to wireless.—Please send lowest prices 

and particulars, Earnshaw, 40, Elgin Crescent, London, W.11. 
6383 

ргатіхсм Scrap wanted for cash; the highest market 
price given. Call, or parcel by post, prompt cash by 
Teturn.--L. Stern, Rotunda Buildings, 5, Bold Street, Liver- 
роо]. 6958 


EPRESENTATIVE(S) required by well-known Midland 

firm manufacturing alternating current motors (two- 

and three-phase only) to create sales for their machines 

throughout the Counties of Northumberland and Durham. 

иш basis.—816, Electrical Review, 4, Ludgate Huu, 
ondon. 


“М electrical and mechanical engineers, with high-class 

technical and commercial experience in electrical and 
allied power plant installations, and at present district 
managers for electrical manufacturers of repute, invite corre- 
spondence from manufacturers wishing to be represented in 
the Manchester area. The advertisers have a wide connection 
in the North-Western district, and only makers of high-class 
electrical and allied machinery: and apparatus will be repre- 
sented.—340, Electrical Review, 4. Ludgate Hill. London. | 


ELL-known Laneashire wholesale house with several 

specialities, calling on the wholesale amd electrical 

trade, is open for good Agencies. Having good premises.— 
040, Electrical Review, 4, Ludgate Hill, London. 


BUSINESSES FOR SALE AND WANTED. 


Advertisements are inserted under this heading at Is. 9d. per line. 


ROPRIETOR of an  old-established and well-known 

manufacturing firm of high-class electrical switches, 

&c.. 13 desirous of disposing of his business. Excellent works, 

with ample room for extension.— 904. Elec trical Review, 4, 
Ludgate Hill, London. 


| 


PARTNERSHIPS. 


Advertisements are inserted under thís heading at 1s. 9d. per line. 


IRECTORSHIP.—Mr. J. F. Poynter, 75, Canonbury 

Road, N.1, will be glad to hear from friends willing to 
associate with him in the reconstruction and future manage- 
ment of the “ Maxim " Lamp Factory. £5,000 required. 6370 


D e eire Engineer requires, for June, 1923, Active 
Interest in smal! electric supply undertaking.—6165, | 
Electrical Review, 4, Ludgate Hill, London. 


ARTNER required, with £2,000. ^ Wholesale electric | 

supplies, London. Half share worth £600 per annum. 

—Arnolds & Co. (London), Ltd., 143, Cannon Street, Е.С. | 
892 


ARTNER required, with £2,000, for half-share in well- 
established wholesale electric supplies business 
(London). Audited accounts. Can expect at least £600 per 
annum.—DParticulars from Arnold & Co. (London), Ltd., 143, 
Cannon Street, E.C.4. 650 


ARTNERSHIP. Splendid opportunity for young elec- 

trical engineer with £5,000 capital. Fullest investiga- 

tion invited; assured income of £92,000 after first 19 months. 
—6290, Electrical Review, 4, Ludgate Hill, London. 


ANTED, live active Partner in wholesale electrical 

business, with good specialities, good stand, shovtróom, 
doing good business, with £1.500 to £2,000, in the North.— 
012, Electrical Review, 4, Ludgate Hill, London. 


MISCELLANEOUS. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


EPAIRS undertaken for all classes of electrical meter, 

instrument, instrument transformers and motors, up 
to 5 h.p. Keen prices, prompt attention, all worked, guaran- 
teed.—Victa Electrical Co., 47, High Street, Batterses, S.W. 
п. "Phone: Batt. 780. | 622 
EWINDS, a.c., d.c., either repetition or "edengued to 
y any voltage, output, or speed. Commutators built and 
fitted. Our prices are keen and deliveries prompt. Your jobs 
open to inspection during progress. New work tested to 9.000 
volts.—Boys, 187, Goswell Road, E.C.1. 'Phone: Cent. 1390. 
6012 


ECOND-Hand Plant examined for purchase.—British En- 
gine, Boiler & Electrical Insurance Co., Ltd. See p. xli. 


IMPLE Complete Method of Desine. 4. с. Motors or 
Dynamos. Example fully worked. out, 1s.—Oooper. 
Bellevue С Grove, Middlesbrough. 386 


O Wiring Contractors. = Мес КӘТ 18 БЕ. xà under- 

take the putting in order of troublesome telephone in- 
stallations or report upon them. Nominal charges. Al 
enquiries treated as confidential.—6338, Electrical Review, 4, 
T.udgate Hill, London. 


ee —————— — 


ANTED, Stocks of Electrical Goods and Machinery for 
auction sales every Wednesday; sales commence £.0 
p.m.—Particulars and entrance forms, Shaw & Co., Electrical 
and Mechanical Engineers, Jenkinson Street, Booth Street 
West, All Sainte, Manchester. "Phone: Cen. 5407. 17 


Where Advertisements are to be answered to a given Number 
at the ELECTRICAL REVIEW Office Applications for Names 
and Addresses of the Advertisers will be entirely disregarded, 
and Letters giving incorrect Box Numbers wili be destroyed. 
Price Аш» 


Post Free Аш. За, — Demy 4to, Paper Cover. 


Localising High-Resistance Breaks in Cables. 


BY J. RYMER-JONES. 


“The ELECTRICAL REVIEW, Ltd., 4, Ludgate НШ, Londen, E.C. 4. 


REPETITION WOODWORK. 


Estimates given for the supply of— 


ACCUMULATOR CASES, High-Class INSTRUMENT CASES, 
FILING CABINETS, DOMESTIC WOODWARE, 8с, | 


and all kinds of Woodwork where a quantity of a standard Article 
is required. DECORE ыл ле 

LARGE STOCKS OF TIMBER & HARDWOODS. 
WELL - BQUIPPED RACTORY AND MODERN DRYING KILN. 


Messrs. CHARLES PEACOCK & CO., Ltd., 
Telephone : St. Andrew's Street. ; 
' Battersea 272 (Two Lines). South Lambeth, S.W. в. 
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AT LAST 


it is possible to obtain 


supply of 


HOT o WARM WATER 
INSTANTLY 


at any time of the Day or Night 


AT A VERY SMALL COST!!! 


Write for particulars to :— 


HYDROTHERM LTD., 


KINGSWAY HOUSE, 
KINGSWAY, W.C.2. 


"Phone : 7069 Gerrard. Telegrams. " Hydrolytic, Westcent, London." 


> GSE GEE GEE GNGMD 
Paper Covers, 1s. Post Free, 18. 2d. 


| THE COAL CONSUMPTION OF! 
POWER PLANTS 


! BONUSES FOR COAL SAVING. | 
| 


ROBERT Н. PARSONS, 
M.Can.Soc.C E. Assoc.M.Inst С.Е. 


24 Pages. 5 Diagrams. 


THE ELECTRICAL REVIEW, LTD., 
4, Ludj3ate Hill, London, Е б. 4. 4l 
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Ea CAPEL’S ELECTRIC 
“Т LIGHTING PLANTS. 


5 to 5 KW. PETROL/PARAFFIN. 
Quick Delivery. 


Send us Your Enquiries. 
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Advertisement N | s EN 
Lamps, Signs, ak E have the most artistic and original 
and other EX display of electric light fittings in London. 
Electric Light These designs represent the highest degree 
Fittings in of workmanship and finish, and are without parallel 


in attractiveness and originality, whilst the cost is kept 
down to the absolute minimum. 
We specialise in 


MOSAIC, MOTHER-O'-PEARL and 
BATIK-GLASS BOWLS & SHADES. 


To appreciate the great beauty and unique design of 
these wonderful creations you must see the sixty 
` models on view in our showrooms. 
Must be seen to be fully appreciated. 


great variety. 


If unable to visit 
showrooms (always 
preferable) write 
for beautifully illu- 
strated catalogue 
of crystal glass 
1? pendants and 
electroliers. also 
Mosaic Catalogue. 
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MANUFACTURERS AND IMPORTERS : : 
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LÉ New Омо rd St LONDON. WC 


Qefephone . Museum, 2269. Ielegrams Lystabati Landon: 
Nar Tottenham Court Road 
Midland Area: KEAN & SCOTT. Ltd.. 102, Corporation * t., Birminghom: 
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THE SHROPSHIRE, WORCESTERSHIRE, AND 
STAFFORDSHIRE ELECTRIC POWER COMPANY. 


QUESTION OF SUPPLY IN SOUTH-WEST MIDLANDS. 


Tue ordinary general meciing of the Shropshire, Worcestershire, and Staflord- 
shire klectric Power Co. was held at Electrical Federation Offices, 88, 
Kingsway, W.C., on Thursday, June 22nd, Mr. William L. Madgen (сһаігтаи 
and managing director) presiding 

The Chairman, in moving the adoption of the report and accounts, said 
that a great change had recently taken place in connection with eleciric 
supply. 11 was now to be observed thai the progress of electric supply, 
although very slow to commence, had, during the past few years, undergone 
a remarkable change both in the use for power and for domestic purposes. 

With regard to their own company, the volume of business done and the 
net profits obtained during the year 1921 had not been so large as in the 
previous year. The obvious explanation, of course, is that the coal strike, 
extending over several months, suspended most industrial operations, and, 
moreover, inaugurated a very severe depression in trade generally, from 
which we have not yet emerged, though there are favourable indications 
of a slow revival, The figures for the past year are not, however, wholly 
unsatisfactory. 

fo put it shortly, the figures for the past year are as in 1919, only better. 
The conditions which have obtained since the termination of hostilities are 
so abnormal, and, in some respects, so extraordinary, that it may be well 
that | should impress upon you the salient figures for the years 1918, 1919, 
and 1920. In the year 1918 we had the largest output of electricity; we sold 
over 62 million units, producing a gross revenue of £289,476. Immediately 
following the Armistice there was a precipitous fall in the production of war 
materials, and the units sold during 1919 amounted only to 33 millions, 
producing a gross revenue of £204,1v»5. During the year 1920 there was а 
rapid change-over from the production of war materials to normal industrial 
production, and in that year we sold over 54 million units, producing a gross 
revenue of £369,500. Then, as I have said, in 1921, we had the coal strike, 
followed by general depression, and the total units sold was 344 million, 
producing gross revenue of £266,000. 


The figures for the past year, therefore, are better than those for 1919, . 


but the gross figures have meniioned express only a small part of the 
improvement. When we saw what was taking place, we immediately took 
all practical steps, which were facilitated by the downward tendency of 
prices and wages generally, to reduce the cost of production, and the most 
rigid economies were effected in every department, with the result that the 
net revenue for 1921 is only £3,300 less than the net revenue obtained in 
1920 on an enormously larger output at a much greater gross revenue. 

The sale of electricity for power purposes is, in the case of our area, an 
accurate barometer of the general state of trade. During the last few years 
we have connected up a large number of new consumers, and old consumers 
have increased their equipments for the employment of electricity; there is 
a larger potential demand on our generating plant than at any previous 
period. But notwithstanding all this, the output of electricitv from the com- 
pany's generating station at the present time is only about 50 per cent. of the 
generating plant installed, showing clearly that the prosperity of this company 
is very largely dependent upon the state of trade in the district. 

I will now give a few explanations of the figures in the balance-sheet, A 
comparison of the balance-sheet now presented with the preceding balance- 
sheet will show a marked improvement in the financial standing of the 
company. We have paid off many of our liabilities; we have improved our 
reserves and increased our available cash resources. We have been enabled 
to do this by the issue which we made during the past year of £300,000 7j 
per cent. Ten-year Guaranteed Convertible Debenture Stock. The issue was 
over-subscribed, and has enabled the company to put its finances on a 
satisfactory basis. It will be seen that the 300,000 issued Ordinary shares 
of £l each are now denominated ' B” Ordinary shares. That is because 
an option has been given to the subscribers of the Convertible Debenture stock 
to exchange that stock at the rate of £100 of Debenture stock for £100 8 per 
cent. “A” Ordinary shares, and £20 of '" B" Ordinary shares of the com- 
any. The “А” Ordinary shares will rank for a non-cumulative dividend 
n priority to the ** B” Ordinary shares to the extent of 8 per cent. per 
annum, and the ‘‘A" Ordinary shares will participate thereafter, share for 
share, in any profits distributed after the '' B“ Ordinary „shares shall have 
received 8 per cent. dividend, The loan from the Ministry of Munitions has 
been reduced by the agreed annual instalment of £13,666, which makes, with 
previous instalments, a total amount repaid of £62,867, leaving a balance out- 
standing and repayable by annual instalments during the period of twenty 
years from 1921, of £257,133. The reserve fund now stands at £86,310 after 
applying the amount appropriated from the sinking fund under the First 
Debenture trust deed. 

Turning to the credit side of the balance-shect, it will be seen that a 
sum of £48,617 was expended during the past year upon buildings, plant, 
machinery, and mains. In a progressive electricity supply undertaking the 
capital account is never closed, and is rarely stationary, as the plant has to 
be constantly replaced and extended, and further expenditure is in proportion 
to the increase in the demand for electricity. The item of investments shows 
a reduction of £40,000 compared with the preceding year. This reduction is 
accounted for by the discharge of Second Debenture stock which we held in 
the Birmingham District Power and Traction Co. This Debenture stock was 
lodged as part of the security with the Ministry of Munitions, and was 
released by the Ministry on reduction of the loan to the company. Sundry 
debtors consists mostly of amounts due to us by consumers, and shows a big 
reduction, owing to the smaller output of electricity during the year. 

During the past year an inquiry was held in the district by the Electricity 
Commissioners, under the new Electricity Act, for the delimitation of the 
area, with a view to the constitution of a joint electricity authority for the 
district, This company, in association with the City of Birmingham, offered 
no objection to the principle of delimitaton of the area, but made an alterna- 
tive proposal to the appointment of a joint electricity authority, to the effect 
that an advisory committee, consisting of two representatives of the Corpora- 
tion of the City of Birmingham and two representatives of this company, 
should be constituted to administer the supply of electricity in the South-west 
Midlands area, including a part of the Shropshire Со.'з statutory area, 
and of the Parliamentary area of the City of Birmingham. It affords the 
directors great satisfaction that the Electricity Commissioners have been 
able to accede to the combined suggestion of the City of Birmingham and 
the company. 

A second inquiry by the Electricity Commissioners has now been fixed to 
take place at Birmingham on the 29th inst. to give effect to the scheme 
that has been provisionally formulated, and if the scheme is confirmed as a 
result of the second inquiry, it will probably be put into effect immediately 
after the passage of the Electricity (Supply) Bill now before Parliament. 
Provision is made in the scheme for the erection of the large power station 
at Stourport, on the Severn, for which this company obtained Parliamentary 
sanction in 1918. It will involve the expenditure of a considerable amount 
of capital, and application has been made bv the company to the committee 
appointed by the Treasury under the Trades Facilities Act, 1921, for the 
guarantee by the Treasury of the capital required for the construction of the 
power-house and for the connecting mains between the new power-house and 
the present power-houses of the company at Smethwick, and of the City of 
Birmingham, at Nechells, &c. The application for this Treasury guarantee 
is now under consideration by the Electricity Commissioners, and a decision 
may be expected shortly. If the decision is favourable, a meeting of the 
shareholders of this company will be called in due course to authorise the 
constitution of the undertaking of the Stourport power-house as a separate 
undertaking with separate capital, as authorised by the Shropshire Co.'s 
Act, 1918. 

The Shropshire Co. possesses statutory rights for the supply of electricity 
north of the South-west Midlands area. This northern portion has been 
provisionally delimited by the Electricity Commissioners, and it is proposed 
to constitute a joint electricity authority. I will conclude bv moving: “That 
the report of the directors and the statement of accounts for the vear ended 
December 31st, 1921. be received and adopted, and that the recommendations 
therein contained be adopted and carried out." I will ask Mr. Garcke kindly 
to second that. 

Mr. E. Garcke seconded the resolution, and it was carried unanimously, 

The proceedings then terminated. 
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OFFICIAL NOTICES. 
Latest Time for reoeiving, 5 p.m. Wednesday. 


TO ENGINEERS AND OTHERS. 


pee Metropolitan Asylums Board invite separate tenders 
from thoroughly reliable firms who have executed 
works of a similar character for : — 


(a) The installation of Internal Automatic Telephones at 
the River Hospitals, near Dartford, Kent. 


(b) The installation of Electric Lighting Yn ward blocks, 
boiler-house, &e., at the Grove Fever Hospital, 
Tooting, S.W.17, 


(c) The installation of a Continuous Drying Machine, at 
the Southern Hospital, near Dartford, Kent. 


(d) The installation of a brick-built Bakers’ Oven at the 
North-Western Fever Hospital, Lawn Road, Hamp- 
tead, N.W.3, each in accordance with drawings and 
specification prepared by Mr. T. Cooper, M.Inst.C... 
M.ILMech.E.,  Engineerin-Chief. The drawings, 
specifications, and forms of tender may be inspected 
at the office of the Board, Embankment, E.C.4, on 
and after 10 a.m. on Friday, June 30th, 1922, and 
can then be obtained upon payment of a deposit of 
£l in respect of each work. Тһе amount of the 
deposit will be returned only after the receipt of a 
bona-fide tender, sent in accordance with the instruc- 
tions on the form of tender, and after the specifica- 
tion and the drawings have been returned. 

Tenders, addressed as noted on the form, must be delivered 

at the Office of the Board not later than 2.30 p.m. on Wed- 
nesday, July 19th, 1922. 
(By Order) G. A. POWELL, 
Deputy Clerk to the Board. 
923 


AUSTRALIA. 

IRE, Tinned Copper, Schedule 31 (August 15th); Cable, 

Switchboard, Silk and Cotton Covered, Schedule 35 
(August 22nd); Automatic Common Battery Telephone Equip- 
ment, together with all associated equipment, including equip- 
ment for use at subscribers’ premises, Schedule 39 and 40 
(October 17); Protector Apparatus, Schedule 563 (August 
9th). Tenders, returnable on the dates named, are invited by 
the Commonwealth of Australia for supply of the above- 
mentioned. For tender forms, specifications, and full par- 
ticulars, apply Supply Officer, Room 101, Australia House, 
Strand, London. 901 


LONDON COUNTY COUNCIL. 


queer are invited for the supply, delivery and erec- 

tion f high-tension Switchgear at the Central Repair 
Depot, Charlton. The specification, form of tender, and 
general conditions may be obtained from the Clerk of the 
Council, County Hall, Westminster Bridge, S.E.1, on pay- 
inent to the Cashier of the Council of a deposit of £2, which 
amount will be returnable on receipt of a bona-fide tender. 
Particulars of the work may be obtained on application at 
the County Hall before payment of the fee. 

Tenders should be addressed to the Clerk of the "Council 
and delivered at the County Hall, Westminster Bridge, S.E 1, 
not later than 4 p.m. on Monday, July 24th, 1922. No tender 
received after that time will be considered. 


The Council does not bind itself to accept the lowest or eny 


tender. \ 
JAMES BIRD, 
Clerk of the London County Council. 
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URBAN DISTRICT QUAY. t OF CONNAH'S 


Electricity Scheme. 


HE Urban District Council of Connah’s Quay invite Ten 
ders for the supply, delivery and erection of :— 


Sub-Station Equipment, Overhead and Underground 
Mains, Public Lighting, and Consumers’ Services. 


Copies of specification, with form of tender and general 
conditions, can be obtained from the Council'"s Engineer, 
Mr. A. J. Leigh, 122, The Albanv. Old Hall Street, Liverpool. 
on payment of three guineas (£3 3s), which sum will be 
refunded upon receipt of a bona-fide tender—after the ten- 
ders have been considered by the Council. Duplicate copies 
of specification and conditions to be obtained on payment of 
one guinea (£1 1s.), which sum is not returnable. 

The Counci! do not bind themselves to accept the lowest 
or any tender. 

Tenders, on the forms supplied, with the envelope, en- 
dorsed '' Electric Lighting Scheme," must be delivered or 
sent not later than July 14th, 1922. to the undersigned, Cler& 
to the Urban District Council, Council Offices, Connah's 


Quay. 
A J. MOTHERSOLE, 
Clerk to the Council. 


655 


Council Offices, Connah’s Quay, 
June 21st. 1922. 


(Continued on Sup. 38). 
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DOL E S— 


Stephen Leacock, in '' My Discovery of England,” says 
three-quarters of the population of England carries the 
other quarter on its back. 


ШШШ 


If you purchase а foreign-made article when you сап 
buy a similar British-made product— remember, you are 


lessening employment of British workmen. 


Should your purchase be on the score of cheapness, don't 
forget the real price of such competitive foreign wares is 
the total of :— 


1. Cost of article to you. 
2. Your share of taxes to pay the dole. 


3. Your share of taxes to pay the thousands of 
officials who administer the dole; their 
incidental expenditure, and 

4. Your share of local rates to pay out-of-work 


relief. 


The dole alone now amounts to more than 
one million pounds weekly. 

ARE FOREIGN Goops really CHEAPER THAN BRITISH ? 
* * * 

Buy Tok—the only British-made rotary snap switch— 
through your usual wholesaler, or from Ediswan or 
English Electric & Siemens Supplies, Ltd., or direct 
from :— 

TOK SWITCHES, LTD., 


Granville House, Arundel Street, London, W.C. 2. 


LLL LL LLL LLL 


Telephone & Telegrams - - - - - City 3393. 


ТТТ 


Ш 


ШШШ 
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The NORTHERN CABLE & WIRE WORKS, 


LTD. 


_ c 
|» WIRE 


“ 
FOR ANY 
PURPOSE 
AND 


VOLTAGE 


LONDON OFFICE: 


(LESLIE DIXON & Co.) 


9, COLONIAL AVENUE, 
MINORIES, E. 1. telegram: 


Telephone : 
ELECTRADIX, ALD. 


AVE. 4166. 


THE ELECTRICAL REVIEW SUPPLEMENT. —— Е 87 


IMMEDIATE DELIVERY 
FROM STOCK. 


a 


CORDEAUX 
INSULATORS. 


CLEATS. 


CONNECTORS. 


in Best White Vitreous 
Porcelain. 


Prices on application to— 


HENRY JOSEPH & CO., 
96, Victoria Street, 
LONDON, S.W. f. 


Telephone: Telegrams: 
€ VICTORIA 12. тиек “ JOSKIWOLF, ЗОМЕЅТ 8 
TUUT wore LONDON." 
SPER ST RRS 


WIRELESS 


——— —À є  -—— 


RECEIVERS resistin 


All Parts for Sets 
LOUD SPEAKERS, 


&c., &c. 


PROMPT DELIVERIES, 


WHOLESALE ONLY: 


PETTIGREW & MERRIMAN, E 
122-124, Tooley Street, 


LONDON, S.E.I. 


EUROPEAN ENGINEERS FOR 
FEDERAL TELEPHONE AND TELEGRAPH CO., BUFFALO, N.Y. 
FRANK B. COOK ELECTRIC CO., CHICAGO. 


Hop 134. 
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OFFICIAL NOTICES.— Continued from page 36. 


BOROUGH OF GRAVESEND. 


Electricity Department. 


HE Corporation invite tenders for. the following exten- 
sion :— 

Section a.—5,000-kW Turbo-Generator. 

Section b.—Condensing Plant. 

Section c.—Switchgear. à 

Section d.—Mains. 

Section e | 
- Section f.—Automatic Stokers. 
Specifications, forms of tender, 


conditions, &d., may be 


obtained on application to Mr. С. F. Mclnnes, M.I.E.E., 
Borough Electrical Engineer, | Electricity Works, Suffolk 


Road, Gravesend, upon payment of a deposit of £2 2s., which 
will be returned upon receipt of a bona-fide tender. Addi- 
tional copies of the specification may be obtained on pay- 
ment of 10s. 6d. per copy. 

Sealed tenders, endorsed with the section to which they 
apply. addressed to the undersigned, should be delivered at 
my office not later than 12 noon on Monday, July 17th, 1922. 
The Corporation do not bind themselves to accept the lowest 


or any tender. r 
H. H. BROWN, Town Clerk. 


STATE ELECTRICITY COMMISSION OF VICTORIA. 


Tenders for Plant. 


uu. are hereby invited for the supply, delivery, &e., 
of the following for the Morwell Power Scheme. 
Copies of tender form and specification will. be available 

upon application. to :— à 


Agent General for Victoria, 


Melbourne Place, Strand, 
London, W.C.2. 
Specification No. 261. Strain and Pin Type Insulators. 


Charge :— 
£2 Js. for the first three copies of tender form, conditions ot 
contract, specification and drawing complete. These charges 
will be returned on receipt of. a bona-fide tender. A fourth 
copy, and any further copies, will be supplied for the виш of 
lds. 6d. each. . 

Preliminary Deposit :— 

A preliminary deposit of £100 is to be lodged with tender. 

The specifications may be inspected at the above mentioned 
office. 

The Commission does not bind itself to accept the lowest 
or atv tender. 

Tenders on prescribed form, properly endorsed and ad- 
dressed, must be delivered to the undersigned in. Melbourne 
not later than noon, September 16th, 1922 


R. LIDDELOW, 
Secrelary. 

State Cominission of Victoria, 
Victorii, Australia. 493 


Electricity 
Melbourne, 


BOROUGH OF SWINDON. 


HE Corporation of Swindon invite Tenders for the manu- 

facture, delivery, and erection complete of one Water- 

Tube Boiler with Superheater, Chain Grate Mechanical 
Stoker, and necessary Pipework. 

Plan, specification, and form of tender can be obtained 
from the Borough Electricat Engineer, Engineer's Office; Elec- 
tricity Works, “Swindon, upon pavinent of the sum of one 
Guinea, which will be returned upon receipt of a bona-fide 
tender. 

Tenders, sealed and endorsed 
addressed to the undersigned, 
Hall, Swindon, not later than 12 noon on Monday, 
190. 


“Steam Raising Plant,” and 
to be delivered. at the Town 
July 3rd, 


ROBERT HILTON, 
Town Clerk. 
Town Tall. Swindon, 
June 22nd, 1922. 891 


INDIA. 


Т High Commissioner for India is prepared to receive 
tenders for the supply of :— 
(1) Automatic Telephone Sets. desk and wall. 
(2) Cords for Telephone Switehboards, &c 
(3) Cells of various descriptions for accumulators. | 
Forms of tender from the Director- 


may be obtained 


General, India Store Department, Belvedere Road, Lambeth, 
Б.Е.1. and tenders are to be delivered at that office not later 


July 21st, 1922. 
T. RYAN, 
Director-General. 


than 2 o'clock pan. on Friday, 


OFFICIAL NOTICES.—Continued. 


AUSTRALIA. 


Telegraph and/or Telephone Apparatus, Testing Inmstru. 
ments, Protective Apparatus (Schedule 734). 


i ses are received for the above by the Postmaster- 
General, Perth, Western Australia, up to noon on 
Wednesday, July 26th, 1929. For tender forms, specifica- 
tions, &c., apply prr Officer, Room 101, Australia House, 
Strand, London, W.C.9 701 


NOTICES RELATING TO PATENTS. 
Latest Time for receiving, 5 p.m. Wednesday. 


PATENTS, TRADE MARKS & 
IN ALL COUNTRIES, 
LEWIS WM. GOOLD, CHARTERED PATENT AGENTS, 


British Members of the American Patent Law Association and of the inctitute of Patent 
Aftorneys of Australia 


INCORPORATING: 


DESIGNS 


Lewis WM. Сооро, ROWLAND L. GOOLD, 
F.C.I.P.A., C.I. MECH. E. F.C.L.P.A., F.C.8., A.VA.€., AITZ 
Telegrama : " Dijsdamacy,” B'ham. Telephone : Central 7700 


5 CORPORATION STREET, BIRMINGHAM. 


PATENTS AND Desitans Acts, 1907 AND 1919. 
ELECTRIC ROTARY CONVERTERS. 


HE Proprietors of British Letters Patent No. 16,038/15 
are prepared to sell the patent or to license British 
manufacturers to work under it. It relates to a rotary con- 
verter, having an automatic switch controlled by the speed 
of the armature to open and close the outgoing alternating 
current. circuit. 
Address : В. УУ. & T., 
112, Hatton Garden, 
М4 London, E.C.1. 


P) 
HE proprietors of Letters Patent No. 131,166, relating to 

'" Method of and apparatus for operating distant de- 

vices by means of electromagnetic waves," desire to dispose 
of their patent or to grant licences to interested parties on 
reasonable terms with a view to the adequate working of 
the patent in this country.—Enquiries to be addressed to 
Cruikshank & Fairweather, 65-66, Chancery Lane, London. 
AC. . LO 


EDUCATIONAL NOTICES. 


Latest Time for receiving, B p.m. Wednesday. 


FINSBURY TECHNICAL COLLEGE, 


Leonard Street, City Road, E.C.2. 


Dean for the Session 1921-22: PROFESSOR W. Н. ECCLES, D.Se.. F.R.S. 

HE College provides practical scientific training for 

students who desire to become Civil, Mechanical or 
Electrical Engineers, or Chemists. 

Candidates are required to pass an entrance examinntion 
in mathematics and English, but the Matriculation certificate 
of any British University, and certain other qualifications. 
are accepted in lieu of it. The next entrance examination 
will be held on Tuesday, September 19th. Applications for 
admission should be forwarded to the College on forms to be 
obtained from the Registrar. The programme of the College 
is under revision and will be issued shortly. ni 


SECURE ADVANCEMENT through TRAINING BY POST in spare 
time NOW! Individualised Correspondence Tuition foe 


K.M.L.E.E, A.M.I.C.E., A.M.1.M.E, 
City and Gullds Exams.. Matriculation, B.Sc. (Eng.), etc.. 
is provided under the unique " U.E.C." System 
with Success Guaranteed. 
Our Thirteen Years’ Records represent Hundreds of Successes. 


Apply, mentioning requirements or subject(s) of interest for a 
FREE сору of “U.E.C.” PROSPECTUS No. 8, te:— 


SECRETARY'S DEPARTMENT (Deak A), 
UNIVERSITY ENGINEERING COLLEGE, Westgate-en- Sea, Kent 65472 


F. WIGGINS & SONS. 


M ICA "num. 


FOR INSULATION. 
102, 103 а 104, Minories, LONDON, Et. >` 


Largest took in the Word 
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INSULATION TESTING SET 


combines 


LIGHTNESS 
QUALITY & 
ACCURACY 


This testing set possesses many very dis- 
tinct advantages over all other Ohm- 
meters, and it is the lightest and best 
instrument of its kind on the market. It | = | 
18 quite unaffected by stray magnetic LM 
fields and, reads directly in megohms and A 
is independent of the voltage or speed of Na’ Js 
the generator. Weight under 14 lbs. E. 


Write for particulars. The Hall Mark of Quality. 


NALDER Bros. & THOMPSON, Ltd., 


97a, Dalston Lane - - London, Е. 8. 


Telegrams : Codes : Telephone : 
“ Occlude’’ Kinland London. Western Union (Universal and Five-Letter &ditions) and B.E.A.M.A. Dalston 2365 (3 lines). 


R———ÀÓ—MÀ. 


ШШШ 


ШШШ 


= 


L| 


ELECTRIC LOCOS. 


We designed our Electric Locos. pri- 
marily for Messrs. The Ebbw Vale Steel, 
Iron & Coal Co., Ltd., Irthlingborough, 
to be used in place of ponies in their iron 
mines at Irthlingborough. 


The first two were put into service in 
РЭК | March, 1919, and were so successful that 
i” ОЧЧО ee in November, 1919, a further one was put 
om Nets V WEM Hs into service, and these have been followed 
in succession by :— 


One in February, 1920, 
Two in May, 1920, 
Two in August, 1920, 


anie: MUT IESE Five in January, 1922, 
B.E.V. Loco. Hauling Truck round Curve. One in February, 1922, 


making а total of 14 Locos. The repeat orders above clearly show that our Locos. must 
replace ponies if costs are to be reduced. One Loco. does the work of about six ponies, 
handling approximately 150 tons, consumption of power costing Is. 6d. per shift. 


ow 


BRITISH ELECTRIC VEHICLES LTD. 


Works: CHURCHTOWN, SOUTHPORT. 


Telephone: 229. Telegrams: “Electric Vehicles, Southport.” Codes : Heins and Western Union. 
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FOR 
BATTERY 


PLATES. 


ELECTRICAL STORAGE 
COMPANY LIMITED. 


ss | 


CLIFTON JUNCTION, 57, VICTORIA STREET, 
Nr. MANCHESTER. LONDON, 59.1.1. 


ЦР Цр рЫНЦИНЕШРР РОСИЦА 
КМ А 
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Siemens Gasfilled Lamps are the latest 
development in Metal Filament Lamp 
manufacture. They аге mechanically - _ 
strong, and provide а highly intensive ү, 
illumination tor low current consumption. 


TESTED AND INSPECTED IN EVERY Ne 
DETAIL OF MANUFACTURE. 


à Manufactured 


| а 

сыз ЕМЕ 

1 WORKS | | 
BRITANNIA 


f ELECTRIC LAMPS | 
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Adv of ENCLISH ELECTRIC > & SIEMENS SUPPLIES. LTD. зв -59 UPPER THAMES ST. LONDON, Е. С. 4. 
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FOR STREET (оу | 
200 to1500 Watts 
with ES orGES Caps 
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IMPORTANT ANNOUNCEMENT TO THE WIRELESS TRADE. | ' 


ITHIN the next few months the demand for an efficient Accumulator will be enormous and the opportunity for the retailer to 
build up a wide connection among wireless enthusiasts will be unprecedented. Already we have booked orders for delivery 
months ahead from enterprising firms who foresee the demand and are making sure of their supplies now. 


Above all. it behoves every trader to supply the Amateur with the most efficient components, especially a reliable Accumulator, 
There is only one Aceumulator particularly suited for this purpose, one that is fool-proof and cannot be injured through unskilful 
treatment, that will hold its charge when not in use, and will not sulphate, and one that you can sell with every confidence, knowing 
that your customer will not be ^ let down." ' 


Dont run the risk of making a dissatisfied customer by supplying a plate-type battery. We are supplying the famous 


FULLER PATENT “BLOCK” TYPE ACCUMULATOR 


Retail at 331% below maker’s prices, less liberal discounts to the trade. 
THESE ACCUMULATORS CAN BE SUPPLIED WITH YOUR OWN NAME AND ADDRESS. 


As proof of the. quality and value of these goods we append below a few of our 


recent customers :— | 
Selfridge & Co., Ltd., Wireless Dept. Siemens Bros. & Co., Ltd. 

A. W. Gamage, Ltd., Wireless Dept. British Thomson-Houston Co., Ltd. 
Barnsley Co-op. Society, Radio Section. British Electrical Federation, Ltd. 


British Insulated & Helsby Cables, Ld., and over 200 Public Electricity Supply Undertakings. 


WRITE MAKING AN APPOINTMENT FOR | 
OUR REPRESENTATIVE TO CALL ON YOU. | 
\ 


Descriptive pamphlet post free. 20,000 Cells in stock available for immediate delivery. 


Service Agencies wanted immediately in all parts. 


THE CITY ACCUMULATOR CO. (Dept. 13), || 


79, MARK LANE, E.C. 3. 


Telegrams: ‘‘ Tyche Fen, London." Avenue 91 (3 lines). 


Your enquiries are 
solicited for 


COMPLETE | 
ACCESSORIES. BEST QUALITY. 
CEILING ROSES. ENGLISH MANUFACTURE 
OBLONG CUT-OUTS. THROUGHOUT. 


ROUND CUT-OUTS. 
COUNTER WEIGHT SETS. 
REELS. BOBBINS. 
TELEPHONE INSULATORS. 
CLEATS. 


—— — 


SPECIAL PORCELAIN 


In every design and shape to 
suit clients’ special requirements. 


" FIREITE" 


A perfect Heat resisting Material for— 


ELECTRIC FIRES. 


SPARKING PLUGS, Circular Cut-out. Oblong Cut-out. 
etc., etc. Sizes: 5 and 10 Amperes, Sizes : 5-10-20 Amperes. 


The ELECTRIC & ORDNANCE ACCESSORIES Co., Ltd. 


(Proprietors, Messrs. Vickers, Limited.) 
Offices and Works - Havelock & Shelton Potteries, Hanley, Stoke-on-Trent. 


London Office = E - Vickers House, Broadway, London, S.W. 1. 


Please address all enquiries to Hanley. 
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NOW READY, 


ECONOMICS OF 
ELECTRICAL DISTRIBUTION. 


Bv Р. О. REYNEAU, 


Assistant Electrical Engineer, the Detroit Edison Company, 
and H. P. SEELYE, Distribution Engineering Department, 
the Detroit Edison Company.. 


TELEPHONE 
PROGRESS. 


p is interesting to note the way in which the 


modern system of telephonic communication has 

evolved. The table given here shows the pro- 
gress of improvements in accordance with the dates 
that the various classes of Public Telephone Ex- 
change were opened in England. 


THE LOCAL BATTERY SYSTEM (1879) 

saperseded by 
THE MAGNETO SYSTEM (1881) 
CENTRAL BATTERY SYSTEM (1900) 


209 pages, 6 x 9, 59 illustrations. Price 12/6 net. 


superseded by 


superseded b The first broad discussion of economics as applied to elec- 
trical distribution systems. 
The purpose of the book is: 
(1) To present the need for the applications of economic 
principles to the design of distribution systems. 
(2) To explain the fundamental principles involved. 
(3) To indicate the types of problems most often encountered. 
(4) To offer methods of studying such problems and reaching 
their solution. 


MECHANICAL, AUTOMATIC SYSTEM (1912) 
superseded by 


„Тм 
| AUTOMATIC 

R TELEPHONE 
SYSTEM 


К SPEEDY - SECRET - SIMPLE - INFALLIBLE 


; T. a CONTENTS.—I. Introductory. II. Application of Engineer- 

E r À РІ H I 
| which The Liverpool Courier,” the fi st ing Economics to Transmission and Distribution Problems. 
A newspaper to install a Relay" system linked III. Costs. IV. Energy Cost. V. Load Characteristics. 


up with the public service, says is ' the VI. General Equations. VII. River Loss and Voltage Drop. 


. ~ та io [ERR › 6.66 3ackb А “атс TT 

simplest, the quickest, and in every respect VIH. Transmission Pene Problems B: kbone Transmission 
2 "teh Line. IX. Transmission Line Problems—Secondary Trans- 

the most effective for all purposes, whic mission Lines. X. Reconstruction Problems. XI. Power 


the wit of man bas yet devised.” Circuits. XII. Lighting Circuits. XIII. Secondary Distribu- 
tion—Single Phase. XIV. Power Secondaries. XV. Under- 

ee эш тиши чи ground Lines, XVI. The System as a Whole. 

the ‘‘Relay’’ System connected ЕЕЕ ——— ee 


to the public service. 

Vrite for Booklet No. 10. 

Ri тие RELAY AUTOMATIC McGRAW-HILL PUBLISHING Co., Ltd. 
# TELEPHONE CO.. LTD. 

: i J, 6 & 8, BOUVERIE ST., | LONDON, EC. 4. 


“ә Marconi House. Strand, London, 
W.C, 2. 
o — —————— —À 


"Dons 
and Motors. 


Direct Current, for all standard pressures. 
Made in a range of sizes from 1 to 30 horse- 


= |». power, in both enclosed ventilated and totally T 
enclosed types. енн 
Over 14,000 machines are in use since the entilated 

| year 1900. D.C. Motor. 
Large stocks—quick deliveries. | 

| Other Specialities : 

| Motor-Generator Sets. 

y Geared Motors. 


А Crane - rated Motors. 
ENQUIRIES WILL RECEIVE PROMPT ATTENTION. 


ne : псету 7144, 
Marshall & Plumtree, Ltd., Dons: "Dong ЗЫК, 


20, High Holborn, London, W.C. 1. 


_ MN NN UU 
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|. SURPLUS 
X-Ray and Electro-Medical Stores 


The MEDICAL SUPPLY ASSOCIATION, Ltd. 
167-185, GRAY'S INN ROAD, LONDON, W.C. 1 
have acquired the surplus X-Ray and Electro-Medical Stores of the | 


WAR OFFICE 


They are, therefore, able to offer apparatus by the best makers at a fraction of current prices. The whole of the apparatus has 
been thoroughly tested and re-conditioned, enabling them to offer same WITH THEIR GUARANTEE THAT IT IS IN 


PERFECT WORKING ORDER AND CONDITION. 


The Stocks comprise Modern Apparatus in great variety of an estimated value of £100,000. 


FROM 
COMPLETE X-RAY INSTALLATIONS WITH AO & ш. 

CESSORIES .. " Ер sé UAE 
DIATHERMY APPARATUS.. + а is 
GALVANIC AND FARADIC SWITCHBOARDS ON 

MARBLE PANELS  .. з йа С: | 
WHEATSTONE ILLUMINATED STEREOSCOPES 7 10 i 8 
INDUCTION COILS FOR X-RAYS, ETC. £.. je MERCURY INTERRUPTERS 
NEGATIVE VIEWING BOXES .. i y 1 5 


RADIOGRAPHIC COUCHES.. ка vs ә 38 O ETC. ETC. | 
NOTE.—RE-CONDITIONED AND IN PERFECT WORKING ORDER. 


SEND FOR SURPLUS CATALOGUE No. 2, NOW READY. 


AMPEREMETERS8, MILLIAMPEREMETERS AND 

VOLTMETERS.. T T - А 
WHOLE-BODY LIGHT BATH CABINETS.. T 
ELECTRO-MAGNETS FOR SURGICAL PURPOSES 
INTENBIFYING SCREENS FOR RADIOGRAPHY.. 
CREEN CABSETTES T ee 


^ 

м 

Б 
0000 oof 
— e 
— T- 
ооооооЁ 


© 


EXPORT ORDERS WILL RECEIVE IMMEDIATE ATTENTION AND DESPATCH. 


In those Countries where this class of goeds is subject to Importation Tax a very censiderable saving can be effected by ordering these stores. 


An UNPRECEDENTED OPPORTUNITY for Hospitals, Doctors, Nursing 
Institutes, Sanatoria, Technical Colleges, Industrial Laboratories, &c., &c. 
Skilled engineers supplied to install the apparatus where desired. 


Applications for apparatus should be marked ' SURPLUS''' and addressed to— 
MEDICAL SUPPLY ASSOCIATION, Ltd., 
Electrical Department, 
167-185, Gray’s Inn Road, London, W.C. 1, 


| 
| stating apparatus required, voltage of your electrical supply, and whether constant or alternating current is available. 


ee 


A detailed specification and estimate will be sent you by return. | 


HEAWY COPPER 
EARTHING CLIPS. 


STRONG AND SUBSTANTIAL. 


1 | 
pe 14 sizes i" TO 
“Е.В. B'ham ” is your Guarantee. 
Refuse UNMARKED Substitutes. 


= т 
> : AA 


~ -— =) м. 


LT VITA. 


F. RYMAN, 11% Livery Street, BIRMINGHAN 


'Grams : Central 4358, Bhar 


—-" T" 
< 


PERMANENT MAGNETS 
OF THE HIGHEST GRADE FOR 
ALL INDUSTRIAL PURPOSES 


PRODUCED BY 


ALFRED GRAHAM & COMPANY, 


ST ANDREW’S WORKS, 
CROFTON PARK . . . LONDON, SE. 4 


“SMALL POWER" 
DYNAMOS & MOTORS. 


From 1/16th to 3} H.P. D.C. 


THE SMALL POWER DYNAMO & MOTOR CO., LD. 
Old Lane, Openshaw, Manchester. 


" 


SETTER 


ACJUST To 7 
M носит: AIE 


Э 
E di — 


лавак в Е 


& CAPPING. 
= BLOCKS, CLEATS, 
NA N BOARDS FOR SWITCHES 
X N in Stock and made to any Design. 
g WE 1 ACCUMULATOR CASES and 
| SAKE T G BATTERY BOXES Made to Order. 
AS Please write for Latest Illustrated Price List. 


^F. & G. HARRIS. Lro. 


TIMBER MERCHANTS AND MOULDING MANUFACTURERS, 
SAWING, PLANING, MOULDING & GENERAL WOODWORKING MILLS— 
58a, WILSON ST., FINSBURY, LONDON, E.C.2. 


Telephone No.: 1168 London Wall. Telegrams: '" Fandecors, Finsquare, London.'* 


SS 
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: *WAL-KALL" 
 All-Metal 
Sheathed Wiring System. 


Bonded throughout 
with a perfect and 
instantly made Bond. 


*" Wal-Kall" Boxes 
and Accessories are 
interchangeable jn 
every detail. 


The system which 
can be erected like 
clock- work. 


MANUFACTURED BY 


THE WALSALL HARDWARE MFG. CO., LTD., 


Ablewell Street, WALSALL. 


Telegrams : " DURABILITY, WALSALL.” Telephone : 147, WALSALL. 


—— ——MÀH — — ———— ÀÁ —  — — — — — 


APPLICATION HAS BEEN MADE. FOR PATENTS AND D' REGISTRATION OF DESIGNS. 


.HITEST & GLASGOW" 
. WIRES & CABLES. 


SUPERIOR BRITISH MANUFACTURE. 


+ — — —- — ==» m m- 


We have comprehen- 
sive stocksiof 


GAS-FILLED 
"LAMPS, 


and can supply at 
recognised D 
tion Discounts a 
Terms exactly Eo 
allowed by makers 
direct. 


Also Standard 
(Vacuum) Lamps, 
Osram, Mazda, 
Cosmos and other 
leading makes. 


A > 4 АМ P LE e Қ 
К” STOCKS KEPT. VÀ 
F Alt SIZES A086 10-37— 089. 


QE j  HITEST (600 meg. grade), GLASGOW (2,500 meg. grade), guaranteed A 
f to give satisfaction, and at Competitive Prices. 


ALSO STOCKED 


LEAD COVERED Single & Twin CABLES. 


Е... IMMEDIATE DELIVERY ASSURED. 


Pm =з = ша ше | om am aw a эш — 
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WATER 


TURBINES, PELTON 


POWER 


WHEELS, PIPING, &c. 


“+ B 
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Illustration of IMPULSE TURBINE Re idi оп. PRESSURE GOVERNOR supplied by us for Siberia developing 300 H.P 


Contractors to the War Office. Home, 


JAMES GORDON & Co., Ltd. 


WINDSOR HOUSE, 


Telegrams: "GORDOLOBO WESTCENT LONDON. ы 


83, KINGSWAY, LONDON, W.C. 2. 


Colonial and Native State Governments. | 
| 


Telephone : GERRARD 1195, 


YU //// //// //// //// //// //// //// //// //// //// //// Л, 


ТНЕКЕ 15 А ОКАРЕ 
FOR EVERY PURPOSE 


Mexphalte © 


DX. GRADE 


‹ possesses exceptional insulative properties. 
This grade is resilient and tenacious— it is 
therefore eminently suitable for— 


AUF Jg. IE PME LL //// TUIA PAM A. - 


//// ///7 //// //// //// ///7/ //// //// //// ЈА 


TROT ELLIE // MLL Ae 
CM Li 


#77 


< 


Cables & Cable Laying, Electrical Insula- 
tions, Joint Box and Cable Trough 
Fillings, Dry Cell Sealings. 
Mexpha te wiil be found as 
economical as it is efficient. 


Write for particulars of this and other grades to 


SHBLL«MEX, LID, 


Shell Corner, Kingsway, 


LONDON. Wee. 


ELLE REN EE TEE TRIE 


| 
Ка oe vase" | . EAS 
ra 


EBONITE. 


1 — Fons | 


| BZZzET,ROD and TUBING in London Stock, in various Qualities 


and z;umerous Sizes  EBONITE-VULCANITE owing to іч 
special nature, can only be made successfully after many years o! 
ex perience. 

We have bcen manufacturing this material for nearly 70 years. 


Manufacturers of EVERYTHING that can be made in EBONITE: | 


AMERICAN HARD RUBBER C0. 


(BRITAIN), LLMITED, 


13a, FORE STREET, mE | 
LONDON, E.C2 


"т \ 
ENS к ШШ 


" Eboniseth, London,’ 
Central 12764, 


BASTIAN METERS 


Selling in Thousands. 
| THE BASTIAN METER CO. tad. 


anmortnew Worst; Kentish Town, N.W.5. 


(GENUINE AMERICAN.) 


SHEETS, RODS, TUBES, BUSHES, DISCS, WASHERS. 


SEND YOUR ENQUIRIES FOR ABOVE TO |. 


| AUSTIN & HAYES. тоор ИИ 


“ Austaves, Higate, London.” Telephone: 1476 Horse. 


wv < Lj "1 J з m 
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APEX IRONCLAD SWITCH 
and FUSE. Quick make and quick 
breab switch with two H.O. type 
porcelain fuses. D.P. and T.P., 


20, 30, 60 amps. 


The same model switch, as illus- 
trated above, can be supplied without 
fuses — making quite the neatest, 
inexpensive, reliable ironclad side- 
handle swilch you have ever seen. 
Sizes, e'ther Double or Triple Pole, 
20, 30, 60 and 100 amps. 


«А 


Tne complete ѕсгіеѕ includes, in 
addition tothosc illustrated, Water- 
tightand Explosion Proof Switch 
Fuses, &c., in various sizes, D.P. 
and T.P. types. 


Order reliable switch- 
gear 


— APEX — 
SWITCH-GEAR. 
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interest to you. 


FOSTER ENGINEERING CO., Ltd., 
Morden Works, Wimbledon, London, S. W.19. 


Telephone : 1800 Wimbledon (three lines). 
Telegrams: FOSTERACO, WIMELE, LONDON. 


i 
1 
1 
i 
1 
1 
1 
1 
Ш 
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THE SUN ELECTRICAL CO., Ltd., 
118-120, Charing Cross Road, London, W.C.2. 


Telephone: 7766 Gerrard (four lines). 
Telegrams: SECABILIS, OX, LONDON. 


Patent No. 166592/19. 


HERE is an Apex Ironclad Switch for 

every class of installation, from simple 

domestic use to fiery mines. All embody 
the original exclusive patented Apex action, 
which cannot be surpassed for reliability оі 
Operation, even in the most inexperienced 
or careless hands. 


Recent price reduc- 
tions make APEX 
a line of extreme 


Write now for full 
details. 


APEX IRONCLAD ! 
WATERTIGHT SWITCH and FUSE. 


—Glasgow Pattern. — 


Knife. Switch operated by the exclusive APEX quick 
make and quick break movement on four contacts. The 
Possibility of destructive arcing is reduced to a minimum. 
A particularly useful and reliable model. Fuses are 
porcelain replacement Home Office Type. 


Type No. 501.—D.P. or Т.Р. as illustrated, 30, 
60 and 100 amps., 500 volts. 


Type No. 401.—DP. oc TP. Sith only, 30. 
60 and 100 amps., 500 volts. 


| .DOWNES & DAVIES, 
1 & 5, Stanley Street, Liverpool. 


Telephone: Central 5794 and 5473. 
Telegrams: UTIS. 


DRAKE & GORHAM Wiolisali. Ld. 
67, Long Acre, London, W.C.2. 


Telephone " 4850 Regent (three lines). 
Telegrams: DRAGORLITE, RAND, LONDON. 


Pee eee es eee 


ҸЕ 


Amm ЪТ ОЛ ЛУ О О УУ УУ УУ ОУУ УУ О О 


lite 


TET 


E 


MI 


48 THE ELECTRICAL REYIEW SUPPLEMENT. [June 30, 1922. 


DEARBORN TREATMENT 


Effects a Large Reduction in Fuel Expense 


by keeping the boiler tubes and sheets free from Scale. 


Corrosion Pitting, Foaming and other injurious action 
of the boiler water also prevented. | 

Treatment is made to suit conditions at each plant, as 
shown by analysis of the water. 


Turbines, 


_ Crank Chambers, Steam 
Cylinders, Bearings. Dynamos, Shafting. &c 


and “FISKE” 


—1009 lubricant (contain no filling matter — 


PETROLEUM 
CUP, &c., GREASES. 
The 5uper-Quality Lubricants. 

ENGINEERS' STORES 


OF EVERY DESCRIPTION. 


W. Н. WILLCOX & CO.,Ltd. 


32-38, Southwark St. London, S.E.1. 


HIGH GRADE 
"WE ()115 FOR 


DEARBORN: CHEMICAL CoO.. 


NBW YORK. = TORONTO. CHICAGO, 


2, Newcastle House, Northumberland Street, 
London, W. 00  §. quote. SS 


t 


“Ringing up the Curtain. | 


Many are our friends in the trade, who—noticing 
the absence of our announcements from these 
pages—have wondered at our three months’ 
voluntary silence. It has been rumoured that we 
were deep in meditation—that we had retired from 
business—that we had " gone to sleep." 

i a »# 3 1 


To intimate acquaintances, who have had the 
opportunity of a peep behind the scenes, there has 
been no mystery. For they have realised that 
new conditions in the trade require new treatment, 
and that our superficially dormant period has been 
one of seething activity, in which 
Our Factory, completely equipped for the 
manufacture of Superior Switchgear, has 
been enlarged and further reorganised to 
facilitate exceptionally prompt deliveries. 


Various improvements in the design of that 
Switchgear have been introduced. 


Existing arrangements for the supply of mate- 
rials have been improved, accelerated methods 
of production introduced, and consequently — 
A drastic revision of prices effected. 


So, with the " curtain raised," we shall periodically 
illustrate various types of our manufactures, and 
ask you to look for that “index of superiority "—to 
realise that it stands for all that is latest and all that 
is best in modern switchgear at competitive prices. 


Writs for detaiis of our Revised Prices. 


"E WM. SANDERS & CO, 
К. Falcon Electrical Works, 
santa Wu, WEDNESBURY. “ку 


The Index of Superiority. 


NEW PELAPONE ENGINE Co., Ld. 
| LEEDS. 


Specialists for 13 years in the manufacture of 
COUNTRY-HOUSE ELECTRIC 
GENERATING PLANTS. 


Тһе engine '" De Luxe” for all electrical purposes-*i 1 

construction, silent running, freedom from  breakdos*. 

economy and simplicity, are leading features. Promp: 
| deliveries and willing service. 


Sizes from 10 to 1000 Lights. 


Automatic, Seml-automatic or Non- automatic 


PARAFFIN OR TOWN’S GAS. 


\ 


HA 
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Turbo-Alternators 
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Turbo-Alternators. 


1875 K.V.A., 3000 R.P.M., ‘‘Howden-Lancashire” Turbo-alternator set. 


‘Lancashire 


have established a wide reputation for relability 
and performance as the large numbers of repeat 
orders we have received testify. 

The silent running and consistently satisfactory 
results given are at once the test and .the 


recommendation of these machines. 


Let us quote you. 
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Export Dept 
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LANCASHIRE 27%" 


ASSOCIATED WITH 


G: » ү р T SEECTRICAL 


NNSS Tann S BAM 


Trafford Park, MANCHESTER. 


:-- 28, Victoria St., London S.W.-1. Cables : Umformer, London.. 
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WIRELESS 


TELEPHONY 


We are in a position to quote 
FOR IMMEDIATE DELIVERY 
WIRELESS DOUBLE HEAD-SETS 


All enquiries will receive 


our immediate attention. 


TELEPHONE MANUFACTURING CO., LTD., 
HOLLINGSWORTH WORKS, 
т инс четин is WEST DULWICH, S.E. 21. 


- — — —À 
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- WORTH LOOKING INTO 
IN PRICES OF 


не на 


ickel —— 


FERRY _ 


v-999999999 


PURE NICKEL 
N | MANGONI 


Apply to 


HENRY WIGGIN & C^ D 


55, George Street, BIRMINGHAM, 


br to Agente 


_ LIONEL ROBINSON & C°- 


3, Staple Inn, LONDON, W.C. 1. 


Telephone: Holborn 6323. . 
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COMBUSTION 
COa ird iod по 


tnc drive. 
Driugh: Gauges. a anni s & Pyromete:s. 


Walker, Crosweller & Co., 


Dane's Ien Hovse. 265. Strand. 1 ondon. W.C. 


GAS-PROOF FITTINGS 


FOR COLLIERIES AND WORKS. 
No Wiring to Lampholder. 


Machined Joints. 


Write for particulars add sample to 
J. A. HIGGINS, 
28, PARK STREET, CLAYTON, MANCHESTER. 


FOR URGENT REWINDS 
AND GENERAL MOTOR & DYNAMO REPAIRS. 


CREWE, ALLEN & CO., AC. & D.C. 
23, Chapel St, Cripplegate, LONDON, Е.С 2. Teicp.: Cent. 6445. 


" Electric Welding "Machines 


i Daysohms Low Voltage Arc Weider 
for. Alternating and Direct Current Circuits. 


. DAYSOHMS, LTD., 66. SOUTHAMPTON ROW, W.C. f. 


EARTHING CLIPS 


See Advertisemen!, p. 6, June 23. 


THE MULTI-WAY -PATENT EARTHING CLIP, LIMITED, 


44, Weston Street, London Brldae, S.E. f. 


Museum 645 


Send us ‘your Enquiry 
before ordering elsewhere. 


APPING. Jt will pay you. 
THE Т.Е, Р, stores, tro. WEST HARTLEPOOL. 


CASING & CAPPING 


Manufactured by 


JOEN VWVILIESIVIITEE аг CO. 
(Successors to BOURNE & GROVE), 
Bridge Saw Mills, WORCESTER 


RAS 


_ od. W. B. ACCUMULATORS © 


BEST FOR EVERY USE. 


| ACCUMULATOR REPAIRS 


To any make. 
SPECIAL PROMPT SERVICE. 
E J. W. BARNARD, 4, Gt. Winchester St., London, E. C2 


= Works: 45, Great Ormond Street, фу W.C. 
== Telephones : 


Sontractore to 6.Р.0. 
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sell 


London Wall en Museum 4022 


B WA jn 


"ALPHA" =i CONNECTOR. 


Telegrams : pe NO SWEATING. Ээ] 


CARDIFF. 2978 en 
ui MADE IN ALL TYPES.AND SIZES, 290 BRISTOL. 
1536 CENTRAL. 

SWANSEA. Стать 


HASLAM & STRETTON сенне но үт, 


; CARDIFF, BRISTOL апа SWANSEA. 


. [dune 90, 1922. 
QUALITY AND ECDNOMY FOR EVERYTHING ELECTRICAL 


THE “WATT” ELECTRICAL CO., LTD, 
17/18, Railway Approach, S.E.1 


Telephone : Hop 3301 and 3300. " Wattelecco " Boroh an 


WROUGHT COPPER CABLE SOCKETS 


In four shapes and 14 sizes to 1000 amps. 


- 
| 
| RESISTANCE NETS AND GRIDS 
| 
| 
| 


Tel egrams : 


Central Hall, 
9 BO U0 "TE ALL. 


SLATE AT & MARBLE RBLE PANELS 
[HENRY KENNEDY & SONS. Lid, 


Asbestos-woven for all forms of energy dissipation. 
A. HINDERLIC 
HOLDERNESS ROAD, Н. 
Manufacturers of every песиле ef State ani 
ectrical Purposes. 
ARROWFIELD POTTERIES, GLASGOW 
Electrical Insulators, Fuse Handles, & 


ть MACFARLANE ENGINEERING i5. 


Netheriee Road, Cathcart. 


DYNAMOS and MOTORS. 


“SEE MONTHLY ADVERTISEMENT. 


ILLUMINATED SIGNS) 


In all Sizes. Flashers as required. | 


EX-STOCK OR MADE TO ORDER BY 


BROWNE & SON. 1, Pool St.. W ALSALI. | | 


INIGO JONES, 
Tudor Síato Works, | 

GROESLON, B.S.0., NORTH WALES 
Slates Drilled and Shaped to Specificatio" | 
‚ . Mauufacturer of every description of 
Slate Work for Electrical Fnémeers| ' 


Binta Manon, Turnar and Enamels Mason, Turner and Enameller 


: Bc a 


Armature, Dynamo and Transformer 
Stampings, Plain and Slotted—to cas- 
tomer's drawings or prints. Dynamo 
and Transformer Sheets, Swedish [ron 
Rods and Bars, black and bright drawn. 
TURNER BROS., 134, Upper Thames St. EC 


Telegrams: ' Sheetiran, London."  Tolephone: 856 Centre. 


| 
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Clean, sharp threads a feature 
of SIMPLEX CONDUITS. 


HT 
FORTHE 


SIMPLEX Our previous advertisement gave one 


reason why it is more economical to 
Ay ec install SIMPLEX CONDUITS 
and FITTINGS. Here is another 


—and there are more to follow! 


OME enamelled screwed conduits are 
“ blacked ” after the threads are cut. 
The enamel consequently clogs the 
threads and effectively checks elec- 
trical continuity. | 


Others are screwed after enamelling. 
The threads are then exposed to the 
atmosphere, and the greatest cor- 
OF A SERIES OF rosion occurs at the weakest portion 
ON SIMPLEX AND of the tube. 


SIMPLEX enamelled CONDUITS are 
first thoroughly cleaned and effectively 
rust-proofed by stoving on an absolutely 
non-porous layer of durable, tenacious 
and elastic enamel. | 


The threads are then carefully cut and protected against 
rust and other damage by guard caps, which are not 
removed until the conduit is ready for use. 


This is another reason why it is more economical to install SIMPLEX 
CONDUITS and FITTINGS and their price is entirely competitive. 


А ШШ ШУЛ УШШ ШШ ШЕШШ ДШ Л АШ ШШ УШШ 


SIMPLEX CONDUITS LIMITED, 


GARRISON LANE, = = BIRMINGHAM. 
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Great Reduction 
in the Retail Price 
of the Lalley Plant 


is now the Retail 
£ ] A8 price—with no 
| alteration of 
discounts to our Agents and 
Dealers. This will mean a 
great increase in Lalley sales. 


Even at the former price of 
if youare notalrady £170 the Lalley Plant was 


a Lalley Agent, write е 

us for full een the finest value offered. At 
and terms. & 2 

It isthe LalleyAgnt the new price it complete- 
that gets " the pick of 


thebusines”-always. ly eclipses its competitors. 


— 


o е en —— 


STUDEBAKER, LIMITED 


(LIGHTING PLANT DEPT.) 
Works & Offices: Pound Lane, Willesden, London, N.W.10. 
Showrooms : 117/123, Great Portland Street, London, W.1. 


——— — — — — 
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ALLEN WEST & CO., Lid., 
BRIGHTON, ENGLAND. 


OIL IMMERSED 


CIRCUIT BREAKERS, 
CHANGE-OVER SWITCHES, 
STAR DELTA STARTERS, 

| AUTO-TRANSFORMER STARTERS, 
IRONCLAD DISTRIBUTION BOARDS. 


rt! " 
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WM. MCGEOCH & CO., LTD. 


28, West Campbell Street, GLASGOW. 
BIRMINGHAM —— LONDON — NEWCASTLE. 


Manufacturers and Designers of  ———. 


HIGH-CLASS 


Electric Light Fi ittings 


FOR ALL PURPOSES. 


"i SWITCHBOARDS, FUSEBOARDS, SWITCHGEAR, FUSES, &c.- 
TWO-LIGHT BRACKET, No. 7211 A. 


PC a RUD ашы! GR UD D e UR RR 


| EIGHTH EDITION THE ELECTRIG TRAMCAR HAND- BOOK, For Motormen, 


Price 3/6 net. — By W. A AGNEW. . Inspectors and 


Depot Workers. | 
Post free 3/8. THE ELECTRICAL REVIEW, LTD., 4, LUDGATE HILL, LONDON, E.C. 4. N 


Ex El Slo ——— |< 


AUTOMATIC SCREW MACHINES 


FROM 3" UPWARDS, 


For making Screws, Spindles, 
Terminals and Small parts of 
every description, in brass; or 
steel. 


A 


AA 


We have a number of these 
machines, of various capacities, 
under belt, in our 
showrooms. 


Send blue print, 
and we will give 


айй 


guaranteed output. 
Э — S FA av" тен 
diem 
P on ‚ 


ewm à 
79$ SELSON 
€ | | ^ ENG. CO., LTD., 
^ | | 83/5, Queen Victoria St., London, E.6.4. 


ARMATURES 


“WESTMINSTER” 
REWOUND. 


BRUSH HOLDERS. 


‘Detects 


Пе oerte 
The 
Westminster RTE CTS 
Willesden Junction. 72 
London, NW10 1 b 


tj 


Photog 1p 
Рр intin d 


“Westminster” NS 
Boxlype «Carbon ¥ . 
Brush Holders теа rs of 


over 20000 AX Balancers, 


sapplied Motor Generators 


Cr M. 


- ^ b" 4 É . | готесн De 
Machines of special Design. Projec tic 
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erguson, Bilin. 
SWITCHGEAR SPECIALISTS 


for Ironworks, Collieries 


and general industrial purposes 


THE unit illustrated is of the latest totally enclosed 
pattern. 


Complete switchboards are built up of several such sections 
mounted side by side. A single unit may be employed 
where required, and is available in an alternative design 
for wall mounting. 


For use in fiery mines, the switchgear is constructed on the 
flame-proof principle. All F.P. industrial gear fully 
complies with the Home Office requirements. 


The special features of F. Р. industrial pattern switchgear 
are :— 


Complete interlocking. Ease of extension. 
Simplicity in operation. Robust construction. 
Ready access for Compact design. 


inspection or cleaning. 


F.P. Switchgear comprises :— 


SWITCHBOARDS. 


Cubicle System: Sheet Steel, stone work or truck types : 
EXT, wu EET, 


Unit System: Industrial and mining pattern for wall or floor 
mounting. 


Panel System: Open type for all outputs. Factory and 
ship patterns. 


COMPONENT EQUIPMENT. 


Switches: l:olating switches, knife switches, ironclad switches, 
and fuses. 


Oil Switches and Circuit Breakers. 

Pillars : For equalising, exciting, and regulating, or synchronising. 
Reactance Coils. 

Earthing Resistances. 

Cable Boxes and Adapters. 


The services of our staff engineers, with long experience and 
specialised knowledge in switchgear problems, are always at 
your disposal. 


We invite your enquiries. 
Our prices are compelitive. 


TD 


Head Office & Works, 


HIGHER OPENSHAW, MANCHESTER 
` Telephone: Openshaw 529 i Telegrams Tension Manchester. 


Branch Offices : 


LONDON - 2 Norfolk Street, Strand, W.C.2. 
BIRMINGHAM - - Daimler House, Paradise Street. 


et. ee с} PNE Chambers, 47, Queen Street. — (, pg. 


NEWCASTLE - - - 90, Pilgrim Street. 
BRANCH WORKS .- - Marrickville, Sydney, N.S.W. 
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CONFORMS TO NEW | 
B.E.S.A. SPECIFICATION. 


DEFINITE 
CLOSED POSITION. 


T D 


SW, 
Cc. 


<C> 


А PARK ROYAL ENGINEERING WORKS / 


PARK ROYAL, ‘LON DON. ММО 
Selephone: WILLESDEN 2225- -2994 | ‚ Telegrams: TSOBAR, PHONE. LONDON 
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J.P. HALL « Ç- [P = 
OLDHAM. 
MOTORS 
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Direct or 
Alternating | 
Current. 
0900000000 


JNSULATING MATERIALS 


for all branches of Electrical Engineering 
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Fig. Мо. 378. 


50-Н.Р. D.C. MOTOR WITH BEDPLATE AND OUTER BEARING. 
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Please asks CO. LTD. RAPPERSWIL 
for quotations near Zurich: Switzerland 


Messrs. D. M. HENDERSON & CO. LTD. . 
141, Moorgate Street, LONDON, E.C.2. . 
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TUCKER 


- NO. 136D.—QUICK MAKE 
NO. 1275 —.COMBINED SWITCH AND BREAK SWITCH. WITH 


AND PLUG. i COMPLETE POSITIVE ACTION. 


SEMI-RECESSED SWITCH, WITH BOX 
AND FRONT PLATE. 


“TUCKER: 
SWITCHES 


& 
_ ACCESSORIES. 


Our unique manufacturing facilities, 


NO. 2506—2515 combined with all that is best in 
3-PIN H.O. IRONCLAD SOCKET 
AND PLUG. DESIGN 
WORKMANSHIP COMBINED Н.О. IRONCLAD SWITCH | 


PERFECTION OF DETAIL | AND SOCKET. | 


result in the production of articles which 
are appreciated throughout the езен | 
World. | 


J. H. TUCKER & CO.,LTD. 


SWITCHES, IRONCLAD GEAR, 

ACCESSORIES, SWITCHGEAR, 
SWITCHBOARDS. 

Kings Road Tyseley 


BIRMINGHAM. AV pra Asano 


\ 


SWITCHES- 


i 


Made only by— 


EVERSHED & VIGNOLES, L 


ACTON LANE WORKS, CHISWICK 
LONDON, W.4. 


'Phone: Chiswick 1370 (2 lines). Telairams : "Derothea, Chisk, 


HANDSHIELD B.C. ADAPTOR. 


REDUCED PRICES. 


lectrical Testi ing Instrum 


Printed by WM. CATE. LTD.. 147-150, Gt. Saffron Hill, E.C.1, and Published by THE ELECTRICAL REVIEW, LTD., 4, Ludgate Hill, Lendon.E.C. 4. 
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W. Т. Henle 
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HENLEY RESEARCH, No. 11. 


ELECTRICAL BREAKDOWN. 


The mechanism of electrical breakdown is, as 
yet, only imperfectly understood. The voltage, 
which a dielectric will withstand without rupture, 
depends on so many factors that it sometimes 
seems as if a general theory to explain all the 
phenomena can never be found. 


Yet we are making progress. 


Of the many independent variables in the 
problem, for instance, we do know something 
about the effect of time of application of the 
voltage. We also appreciate the effect of tem- 
perature, and, as regards oils and compounds such 

as are used for impregnating paper cables, we now 
know that a rise of temperature may affect the 
breakdown value in a curiously бан үр" way. 


When a breakdown test is applied to a sample 
of oil, any conducting fibres or particles in the 
oil are acted on by the electric field and slowly 


drawn into line between the testing electrodes. 


As the temperature is increased, the viscosity is 
reduced, and the fibres are able to move more 
_ rapidly into position and so affect the breakdown 
value in quite an unlooked for manner. 


The illustrations, which are actual magnified 
photographs of a live spark-gap in oil, show two 
stages in this type of breakdown. Our exten- 
sive researches on cable compounds have brought 
to light some very interesting points of this kind, 
many of which we are able to apply in the pro- 
duction of. better compounds and, consequently, 
better cables. 


; 
: TYPES of MANUFACTURES, } 


: АП types of Cable and 1 
I Power Cables, Hah and Low 


: Pressure ; 
: The Henley Wiring System ; 
: Dry Core Telephone Cable ; 


ire such as :— 


Insulated Wires ; 


"09999090909 9a9ce«472 » cece 


: Telegraph Cables ; Submarine Ё 
: Cables; Colliery Cables ; Flex- 
: ible Cables and Cords ; Aerial } 
: Cables; Solid Rubber Cables; + 
: Endural Cables ; Ozone Proof { 


: Cables. | 
: Cables Insulated with :— : 
: Vulcanised India Rubber ; 1 


Paper ; Bitumen ; Gutta Per- 


: cha; Jute; Cotton, Silk, and 


: Varnished Cambric. 
: Armoured & Protected ї 


{ 
r 


bles :— 


ТИ with Сй Sn 1 


: Wire and Steel Tape ; Impreg- } 
: nated Cord, Rope, 
: Rubber, &с. | 


: Jointing Tapes & Compounds ; 
: [nsulating Tapes and Com- 
: pounds ; Protective Tapes and ; 
: Compounds ; lron-Clad Ser- } 
: vice Cut-outs ; House Service 
: Boxes; Joint Boxes; Distri- 
: bution Boxes ; Switch Panels ; į 


: Feeder 


Solid ; 


Calta Accessories 
of all kinds. 


ее. 000000000000 bILLALLLLLLILIIIIIIIIIIITIPIITLI "^ 


Pavement } 


Pillars ; 


: Frames and covers ; Colliery i 
: Boxes, &c. i 


ys Telegraph Works Co., Ltd., Blomfield Street, E.C. 2. 


Makers of Electric Cables since the beginning of E'ectrical Transmission. | - 
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/ — Phone : 27145 PVTE. BCH. Ex. Telegrams : ‘‘SEACO.” A.B.C. MARCONI and PRIVATE CODES. 
- MANUFACTURERS. 


MOTORS 


A.C. MOTORS TYPES. 
Squirrel Cage Open Protected. 
or Slip Ring. ' Enclosed Ventilated. 
Single, Twe or Totally Enclosed. 
Three-Phase. Pipe Ventilated. 


St ne І ohn : 
; e T Уј - 
— Vn , +> Le х | 
ite е pare кыс Oe ҮТ Y, е; 
= > „ДЫ : 2 


ENCLOSED VENTILATED SQUIRREL CAGE MOTOR, 
BASE-PLATE THIRD BEARING and CENTRIFUGAL CLUTCH PULLEY. 


POLISHING or 
GRINDING 
MOTORS 
on PEDESTALS. 


FAN MOTORS. 


SWITCHGEAR 
DISTRIBUTION 
BOARDS 
and 
BOXES, Etc. 
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HELSBY OZONE PROOF 
CABLE 
is a МІК. Cable, 


having the rubber & SN Ñ 
protected inside and WY | 
out Бу a layer of | 
special dielectric. | y. йз m», 

The flexibility of oe hes. T 
the cable is not 
affected. 


Please ask for 
Catalogue H90. 


BRITISH INSULATED & HELSBY CABLES, LTD., 


Cable Makers and Electrical Engineers. 
Head Office: PRESCOT, Lancashire. 
Works: Prescot and Helsby. 


OSGLIM | 


for all situations requiring low  candle- 
power illumination— 
NIGHT LIGHTS for Nurseries, Hospitals, Hotels, 


Dormitories, &c., also 


LETTER LAMPS for advertising signs, direction. 


indicators, &c., and 
FIGURE LAMPS for door numbering, signalling | 
purposes, &c. 
CURRENT CONSUMPTION ONLY  5-WATTS. 
STATE VOLTAGE. 
LARGE STOCKS AVAILABLE. 


BELCO, C= 


Electrical Factors, 


WINDSOR HOUSE, Regent 4912. 
KINGSWAY, LONDON, МС. 2. 


~ 
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CONTRACTORS' COLUMN. 


[The following information is published in the interests of electrical contractors and others who are seeking for openings for new business. 
Considerable expense is incurred in the production of this column, and every care is taken to ensure that the information is new and accurate, 
but it will be understood that in a matter where so many correspondents are engaged, and where the amount of information to be handled is very 
large, this cannot always be guaranteed. If alleged inaccuracies are reported to the Editors, they will be fully investigated.) 


ABERDEENSHIRE.—Alterations to. chanel’ of Garioch parish church; A. KIDDERMINSTER.—Dye house, Green Streei, for the Victoria Carpet Co. 
Marshall Mackenzie & Son, 173a, Union Street, Aberdeen. Extensions to dye house, Worcester Street, for Woodward, Gros- 
\RBROATH.—Nurses’ accommodation at the irfirmury (£5,000); gene oer уде р | : T Ls 
srecretarv. KIRKHAM.—Institute at Medlar-with-Wesham; S. Camp, chairman of 
в Wesham Social Club. 


LY R.—Seventy-two houses, for the Town Council. Extensions to the Couns T А . TNT 4 
i Hospit £8.00: J. K. Humer pdt LONDON (Piaistow, E.).—Rebuilding premis:s, for Staddons, Ltd., drapers 
Gis tii I Ө, \ - » t it Р E á ^ E i 2 : Ё 
, nd furnishers, Abbey House, Barking Road. 
BARNSTAPLE.—Re-erection of Chestwood House, for J. Armstrong Foster (STRATFORD, E.).—Alterations, 166-170, The Grove, for Messrs. Silvers, 


(£9,000). | cosiumiers, 

BENTLEY-WITH-ARKSEY.—School, for the West Riding E.C.; F. oA. рал | MALDON  (Essszx)—Estensions, Market Hill and High Street, for Mr. 
win, clerk, County Hall, Wakefield. Daniels, draper. 

BERKHAMSTED (Herts.).—Additions to Bu.bousne factory, for Corby, Palme: MELKSHAVL—Exiension of Wesleyan Sunday schoo!s, Whitley; pastor. 
and Stewart, Ltd MORLEY.—Additions to ** Thornfield," for trusices of integrin Lodg. ; Т. A. 
Buttery & Sons, architects, Queen Sireet. 

NEWCASTLE-ON-TYNE.—Secondarv school at Heaton; Director of Educa- 
ion, City Education Offices. 

OBAN.—Re-crection of offices, &c., for the West Highland Auction Mart. 


OLDHAM.—Rebuilding Strinesdule Sanatorium, for the T.C. 


BRISTOL.—Conversion of premises into offi. 5s; secretary, Docks Commit 
Avonmouth Docks. 

BROMLEY (Kenxtr).—Business premises, Mason's Hill, for P WwW. Home. As- 
sembly room, Kinnaird Park Schooi; F. G. Cri keit, arch А 

CORK.—Housing scheme, for T.C.; city surveyor. 


CREWE. Alt rations, Mill Street, ior the Regent Cycle Stores, Public [; WA 
tories, for the T.C.; L. St. G. Wilkinson, borough engineer. 


OXFORD.—Public baths, for the T.C.; city estates survevor, Town Hall 
PRESTON y (L-AN 's.).-—-Alterations to the George Hotel, Church Street; thi 
proprietor. 


| 
DUNDEE.—Public library at Broughty Ferry; Dr. А. H. Millar, librari As | REDHILL (Surrey).—Parish hall, for St. John's Church; the vicar. 


Conversion of hotel into offices; secretary, Alliance Trust Co., L à Р d De" : : 

| ' RICHMOND-ON-THAMES.—Palais de Danse, Castle Yard; Emden, Egan 
and Co., architects, London.  Priniing room, Station Yard; E. J. 
Partridge, architect. 


DUNMOW.—Hezadquarters for the Essex Territorial Army Association; the 
, secretary, Market Road, Chelmsford, 
SHEERNESS.—Re-crection of Si. Peter's Church; the vicar. 
SOUTHAMPTON.—Flour mill, for Thomas, Gater, Bradfield & Co., Ltd.; К, 
С. Lyman, secretary, 20, High Street, Newport, 1. of W. 
SOL THEND-ON-SEA.—Thirty-cight hous:s, for the T.C.; R. H Dyer, 


EAST COWES (1. or W.).—Business premises, York Avenu:, for Mr. Hollis, 


EDINBURGH .—Conversion of building into offices, for Northern Assurance Co.; 
the manager, 20, St. Andrew Square. 


EI.LESMERE PORT.—Forty houses, for the U.D.C.; the surveyor. borough engineer. Fourteen houses and shops, Southchurch Road, 
EWOOD BRIDGE (LANCS.). dditions to sew ше works, lor Huslingce п. lor СА Wingrave. Printing workshop, Broadway, I eign, for 
Rawtenst 11, an | Rect up Out Ia 11 V “аш! Board: John Tas lor and | La igh, Orchard X C x hig t shops ind flats, Eastern | splanade, 
Sons, civil engineers, 36, Victoria Street, Westmins.er, London, | for J. C. Ingram, Ltd. Business premises, Western Esplanade, for 
S.W. : R. J. Cleverly, Eastern. Esplanade, for E. Smit Garage and 
РС ‚ М , , 1 \ rk { tcli АГК 1 R e ) the nii ] } Iposte 
FORRES.—Re-erection of works, for John Bremner, timber merchant, «е. D" Westcliff Park Drive, for tl Southend United Billposters, 
(£6,000). | E 
. А . . ' *11 5 1 > du - tc i N 0 У › i Q ! е1] : jer 
GALASHIELS.—Transformer and control house, Wheatland Mills, for Arthur | SOUTHPOR‘.— Alterations, 8, Bold Street, tor W. Rothwell, draper 


S. Balfour & Sons, engineers. ! WHITCHURCH  (Hants.).—Reerection of kinema, London Street, for the 
HUDDERSFIELD.—Shop premises at Outlane, for Huddersfield Indusirial So- Picture House Co. 

ciety, Ltd.; J. Berry & Sons, architects, 3, Market Place, YORK.—Alterations to Nunthorpe secondary school, for the E.C.; G. H. Gray, 
IRLAM.—Sewase works; survevsor ti ae) BT OA assistant Secretary, Education Offices. І 


— —— — 000 – — - - — 


= E LX zx — ONIS = Lm — — — _ —— 


(Telegrams : Patella, London). Wulicanised India-Rubber (Codes A.B.C. and Bentley's). 


CABLE 


SWITCHGEAR, STARTERS, INSTRUMENTS, QUEAD ELECTRIC FIRES, &c. 


DELIVERIES FROM STOCK. ALL MANUFACTURED BY US IN LONDON. 


А Offi d Works : ST. THOMAS STREET, NDON, S.E. 
WM GEIPEL á b^! AR пореза LONDAN. | in 


THE ELECTRICITY (Supply) ACT, 1919 


With Notes by W. $. KENNEDY. LL.B., of the 
Inner Tempie, HBanrister-at-Low, 
98 Pages, Paper Cover Se. 8d, _ Post Free 3s. Bd. 


TELEGRAPH SWITCHING SYSTEMS, 


By T. F. PU 
Engineer -in-Chief s edad GPO. 


Cloth, 3e. net. | Post Free, 38. Sd. 


» The ELECTRICAL REVIEW, Ltd., 4, Ludgate Hill, London, Е.С. 4. - THE ELECTRICAL REVIEW, Ltd., 4, Ludgate Hill, London, Е.б. 4 


~ mall - 
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THE ORMOND ENGINEERING CO, "*” "EXON HOLBORN 1812. v 


Cut or Uncut in Original Cases. 
Uncut and Slab Selected to Specified Sizes. 
Cut, Built up, Gauged, or Split to Exact Requirements. 
Soft, Hard, Clear, Stained, Spotted, Ruby, Green, or Brown. 
Splittings, Washers, Discs and Stampings of Every Kind. 
Speedy Deliveries. Urgent Orders Specially Attended to. 


L. VANDERVELDE (late D. Jaroslaw), 19, TOWER HILL, LONDON, Е.С. З, 


Dickson & Co.. Ltd STIRLING Additions to Douglas Hoi Abert Pla for John Muir ( ler 
j HASTINGS Extensions Liberty Hous: Robertson “ et for 1 ( Sinden, \dditions, Abbey Road, 9 he 5 IL Floorclot V ( Ltd 
house furnisher. WELLINGTON (Sarop.).—Re-erection of mill, Longdon, for Mr. Jones, mille 
HIGH WYCOMBE —Extensions to factories, Desborough Park Road, for | WELWYN (Herts.).—Works, for W. H. Pease & Co, machinery manu- 
Castle Bros.; Lindsay Avenue, for Russell & Co.; Desborough facturers. 
Avenue, for Н. W. Garland. | WHITBY.—Showrooms, &c., Skinner Street, for A. H. Walker, motor engi- 
HOLMFIRTH (YORKS.).- “Sewape works extensions (£20,000), lor the L AM is neer, West Cliff Garage. 
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Westinohouse 


ELECTRICAL APPARATUS FOR EVERY PURPOSE 


This trade mark is 

the guarantee of | 
dependable elec- 
trical equipment. 


Electrifying 
the World 


Three great problems were involved in electrifying the world. 


First—The economical generation of electric energy. 
Second—Its far transmission and wide distribution. 
Third—lIts practical application to use. 


Prominent in the solving of these problems has been Westinghouse Electric, and to 
it is due much of the progress of the use of electricity, in power plants, central stations, 
railway and steamship lines, manufacturing industry and household convenience. 


Westinghouse Electric harnessed the power of Niagara Falls. 


It made practical the Parsons steam turbine for electric generation. 


It perfected reduction gears by which the terrific velocity of the turbine generator 
could be safely yoked to the propeller shafts of steamships. | 


Westinghouse Electric developed the transformer by which alternating current came 
into general use, effecting wide and more economical distribution of electric energy. 


It developed the induction motor which to-day does such a large share of the world's 
work. 


Westinghouse—the Institution—stands a dominant figure at the parting of the 
ways between the age of steam and the age of electricity. 


Exporting to all Countries, except Great 
Britain, her Colonies and Dependencies. 


Westinghouse Electric International Co., 
165, Broadway, 2, Norfolk Street, Strand. 
NEW YORK. USA. LONDON, England. 


Cable: Wemcoexro, New York or London, 


WESTINGHOUSE 
ELECTRIC 


a This is one of a series 
Tins of advertisements to 
appear in this publica- 
| tion featuring Westing- 
house, the institution. 
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PHOSPHOR BRONZE, 
MANGANESE BRONZE, 
GUNMETAL, 


TUBES, RODS, SHEETS, WIRE & CASTINGS. 


Еѕтавывнкә 1778. YELLOW METAL, NAVAL BRASS, ёс. 
“Clip PHOSPHOR TIN & PHOSPHOR COPPER. 
BRASS & COPPER TUBES. 


ry CHARLES CLIFFORD г SON, 
LIMITED, 
BIRMINGHAM. 


Contractors to Admiralty, War Office and 
Railway Companies. 


КЕГИ ә: 
Jeet 


[June 30, 1922, 


MANUFACTURERS OF 
HIGH GRADE 


‚ Conduits & Fittings 


fa ACCESSORIBS 
BU CABLES 
КУ TOOLS 
ШЫ ETC. , 


ANCHOR WORKS, [ 
BIRCH ST., 


WALSALL. 


Warehouses: 


LONDON, GLASGOW, 
BRISTOL & W’HAMPTON. 


— 4 
Contractors te Admiralty, War Offiee, Railwaya, 


dp re dra 


£LECTRIC SUCTION CLEANER 

Every time you sell an Apex Cleaner you make a 
permanent, satisfied customer. 

Because Apex construction is so essentially right that Apex 
cannot fail to give that complete and satisfactory service 
that gives your customer confidence in the goods you sell. 
And the Apex is worthy of confidence. Examine the details 
of Apex construction and you will see that no other cleaner 
is so thoroughly efficient. 


These points prcve Apex superiority. The 
Apex weighs but ten pounds ; it can be carried from room 
to room, upstairs or downstairs without inconvenience, 
The design of the Apex nozzle permits it to poke under 
Radiators, &c., drawing dust and dirt out of hard-to-get-at 
places. The air space in the nozzle is equally divided, 
making an equal suction even into the extreme ends of the 
cleaner. The ''Dust-pan'' design of the nozzle permits 
dust and dirt to easily travel up the incline, instead of 
wasting suction power on a straight up lift or pull. 

From the comfortable handle grip to the exclusive, inclined 
nozzle, the smallest detail oí the Apex is carefully tested at 
the factory. 


ELECTRIC CLOTHES WASHER 


.ROTAPEX—is the Electric Washer, that revolutionizes 
home washing. A real washer that doesn't have to be 
coaxed—shorn of all the complications associated with 
mechanical washers. The Housewife can use it and will 
use it when she sees the simplicity of it. As toconstruction 
—here again is expressed ali that is latest and best. 


The Rotapex Double Roll Ironer is built on 

entirely new principles, with double rollers. The first roll 

dries and smooths, the second roll adds a perfect finish. 

Even heating is assured by the revolving ''shoe." Rotapex 

is 307, cheaper than ordinary ironers and 1007, easier to 

! operate —it costs only half to heat, has easy foot-control 

; and is easily portable. 

Write for illustrated Folders and terms. Ask also for particulars of Santo and 

м“ = Scono Vacuum Cleaners. 


DUNCAN WATSON & Co., 


Electrical Engineers, 


61-62, Berners Street, London, W. 1. 
Established Quarter of c Century. 


TERM IN AL. 


| THE “FACILE” 


fh. PN 


| 

Nil 

Ш Ш. (ШИ ҮҮ 

TES 

DIRECT COUPLED SETS: 
BELT-DRIVEN SETS. 

SWITCHBOARDS. 

Electric & Belt-driven Pumps. 

Write for Prices and Folders. 


LOWKE & SONS, Ltd, 
NORTHAMPTON. 


Ready for attachment. 


ADVANTAGES.—Indestructible. Facility with which it can be fixed to cable. 
Double strength by having two. thicknesses of metal. Certain contact betwee 
terminal and wire alwavs assured. All in one piece; no loose parts 


Send for Prices and List of All Kinds of Terminals. 


ROSS COURTNEY & CO, Ltd, 


UPPER HOLLOWAY, LONDON, N. 
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ALL: TYPES 
of 
ELECTRIC 


CABLES. 
NOT CHEAP 


DYNAMOS AND MOTORS : 


but cheap power is required. 


AL 


A little more spent on the machine 

produces cheap power. High eff- 

ciency, freedom from breakdown, 

and low cost of upkeep are cheapest 
in the end. 


THE GENERAL CABLE MFG. CO., Ltd., 


Leatherhead, SURREY. 
Telephone : Telegram: : 
15 Leatherheed. “Isolde, Leatherhead.” 


For 
RAPIDLY 
REMOVING 

- RUST— 


— 
— 
-— 


* SKATOSKALO " 
Electrically - driven 
Scaling Tool. 


Don't you see the immense potentialities of 
it as a money saving proposition ? 


One day you have itat work on the Tubes of Babcock, etc., Boilers. 
another—scaling the drums of those Boilers—or at work on Boilers of 


Type M.T. 


For scaling all 
makes of Water | 


Tube Boilers. 


Lancashire, etc., type. 


On another occasion. keep it busy removing rust from Iron and Steel 
work, Girders, etc., prior to painting. 


In fact there are dozens of uses to which it can be put as a means of 
removing all sorts of encrustations. 


Realise its portability and convenience. A Motor developing from 4 to 
2h.p. contained in a hexagonal box (so shaped that it can be passed 
through the manhole ofa Boiler), flexible shafting and a varied selection 
of working heads—and the whole can be carried about from place to 
place and instantly connected — ready for working—to any power or 
lighting supply. Supplied in various voltages. 


Write to-night for descriptive leaflet. 


Type M.S. . 


For removing scale 
and rust from all 
| flat or curved sur- 


oo 8 


FRANK; GILMAN, 54, Wilders Drive, Warwick Rd., Birmingham. 


Boiler, Economiser and Condenser Scaling undertaken by experienced Workmen ín any part of the United Kingdom. 
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Ventilated protected 
type "K" Machines, 
1—50 H P. 


Standard Slip-ring Motors, 
type “M” Form B, 
2—40 H.P. 


Pipe Ventilated 
type “М” Slip-ring 
Motors, 5—40 H.P. 


Pipe Ventilated 
type *K" Machines 
10—300 H.P. 


SWEDISH feme LIMITED 


woseo Fest. Loto. D, CHANCERY LANE, LONDON, W.C.2. н 


MANCHESTER BRANCH-Lloyd's Bank Buildings. | AUSTRALASIA— 

Пи By Pide Manchester. | Victoria and өе ee te eem 
RANCH- Daimler Street ! New South Wales—Aust ric Lt ydney. 
SIMI DRAN HI Hesse, агае | South Australia —Unbehaun & Johnstone, Ltd.. Adelaide. 
‚ Telegrams—" Autosyncro." Birmingham. Western Australia—Unbehaun & Johnstone. Ltd., Perth. 

SCOTTISH AGENT-—J. Hally Стан: 45, Hope Street, Glasgow. BA Queensland—lintercolonial Boriag Co.. Ltd.. Brisbane. 
Telephone—Central 7 ' ! 
Telegrams—" Flora. Ciaseow. MESI р | 

WALES—Witty & Wyatt, 5, Burt Street, Clarence Road, Cardiff. ZEALAN ° 
Telephone—Cardif 232. | Turnbull & Jones. Wellington, Auckland, Christchurch, Danedia. 
Telegrams—" Witwy.” Cardiff. 


аад КОН ‘TYNE.—E. a Leybourne, Cathedral Buildings. | 


340 
Telegrams —" Leybourne,” Newcastle-on- Tyne. | 
Dis EL srt с Качы Stores (Nottingham), Ltd., 35, 37, 39. 


INDIA, BURMA, ETC.—McLeod & Co., Calcutta and Bombay. 


SOUTH AFRICA—Reanert & Lenz, Ltd., Johannesburg. 


Tonos 3542. N bam. 
Electrical Stores,” Notting 
YORKSHIRE—R. С. Metcalfe, Central Street, Leeds. CHILE, PERU AND BOLIVIA— 
Telephone—22439 Leeds Graham Rowe & Со. Valparaiso, Santiago, Antofagasta, Lima 
BRISTOL—J. H. Baldwin. 3, Hughendon Road, Western-euper-Mare. Callao. Oruro. | 


IRELAND—E. C. Handcock 0. Fleet Street, Dublin. 
Telephone—Dublin 3 : 
Telegrams —" df Dublia, 


———— —MMM 
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ANUFACTURE OF UNION CABLES 
енче» ES E А. другу 


DAGENHAM DOCK 


BITUMEN 
RUBBER 
AIR-SPACE 


UNION CABLE C 
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BRITISH MATERIALS. BRITISH WORKPEOPLE, § 


DEVOTED EXCLUSIVELY 


Dagenham Dock 
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. QUALITY RESULTS ON 
THE QUANTITY RUN IN 
PRECISION REPETITION WORK. 
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Perfect fit interchangeability is 
the result of experience in modern 
manufacturing methods on the 
quantity basis. 

Comparison of any repetition 
parts emanating from this factory 
will reveal absolute truth to 
specified limits. 

: -We can quote keen prices for 
: superior finished bright bolts and 
nuts, screws, washers, split pins, 
cylinder studs, shackle bolts, and 
small parts to Specification, and 
guarantee “On Time" Deliveries. 


' The Coventry ” Repetition 
о., Ltd. 
Canterbury St. Coventry. 
47, Victoria St., London, S.W.1. 
18, Queen St. Glasgow. 


ововвеоровоаооово ii 
` 


MICAFIL, LTD., 


Works : Zurich-Altstetten (Switzerland).. 


Department —" Insulating Materials." 
We manufacture and supply : 


Insulating Materials of Every Description 
for Electro-Technical Purposes, 


such as 
Tubes, Cylinders, Plates, Rings, Insulators, &c., 
in hardened paper, rigid in oil and heat resisting. 
Micafolium, Micanite, Mica Flexible, 
Micanite Silk and Cloth, 
Insulating Papers, Presspahn. 


Agente for Great Britain: | 
ЇМРАС, 133/39, Finsbury Pavement, 
London, E.C. 2. 


- 
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The High-Efficiency 


Electrical Switchgear 


The outstanding UN 


tic of FLUVENT Electrical 

eben er od сө Rffici- 

It marks every part 

of the FLUVENT Service, 

and poenoti Sensing: 
the world 

FLUVENT етт 


HOPE'S PATENT 


luvent 


(REGD. TRADE MARK) (REGD. TRADE MARK) MARK 


In every department, the 

LUVENT Fuse has proved 
itself highly successful, It 
is the result of many years’ 


scientific experimenta) work, 
and all its essential features 
are fully patented. The 

plete FLUVENT Switch. 
geat Catalogue will be 


mailed on request. 


PARMITER, HOPE & SUGDEN, LTD., 
Hulme Electrical Works, Manchester. 


London Office: 96, Victoria St., В.У. 1.......8 

A, С. Borthwick, 149, St. Vincent dm 'Glaago TETA 
NE Coast: J, E. Gledso dson, 48, Blackett Sb., отсос. 
Тупе....... 8.Wales: В.В. "Paton,27, Windsor P 


V _ 


Motors & Dynamos. 


o E 
D.C. A.C. 
Motors - Motors 

All Sizes — Single-Phase 
and _ Two-Phase 
Voltages. Three-Phase 
o e 


Large London Stocks for Immediate Delivery. 


Transformers & Alternators. 


ELLIS & WARD, Ltd., 


LONDON—Portugal St., Kingsway. Tel: Helbora 595 
BIRMINGHAM —149, Edmund St. Tel: ca 1405. 
GLASGOW—116, Hope Street. та: сема! 4921. 
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Me н T 
АШ T Hmm 
ill TH 


BACK-OF-BOARD 


RESISTANCES. 


ao 
Ald 


à "E —JÀ INE 
This type of regulator is specially intended for building Çi M. Le ] *CH ^ | | i wy 
into switchboards, and is made in any size or capacity. QU ; 


The main features are 
ABSOLUTE RELIABILITY, NEAT AND COM- 


PACT EASILY ACCESSIBLE, EXTREMELY 
SIMPLE DESIGN, MINIMUM COST OF FIXING, 
MADE TO SUIT YOUR OWN EXACT 


REQUIREMENTS, AND AT A MODERATE 


COST. LL. can obtain accurate ers very rapidly cn Churchill Grinders. 
is means cheapness in. production, 
Battery Ch ade AMET Ms ee Lamp i There is no pa, ary for accurately producing finished sur- 
| aces, either суйпйгс-] ог flat. 
Switchboards, Shunt Regulation. etc, etc. The reason Churchill Griucers are so uniformly success(ul is that 
We supply these resistances COMPLETE with Hand Wheel and they are capable of continuous maximum production, 
Dial-Plate. all ready ‘or fixing to the switchboard, They can also be Whatever grinding work ycu may have we can give you the right 
supplied with sprocket and chain control. machine, 


„————— Tell us what you want. It will cost you nothing and may save you much, 
Please address your enguiries ta п— 


THE CRESSALL MANUFACTURING Co, А CARLES Gourcnien 0. Се Limireo 


40 & 41, Staniforth Street, BIRMINGHAM. NEWCASTLE - ON - эана" Legos. era 
Telegrame : “OHMIC. BIRMINGHAM.” X Telephone : CENTRAL, 3463 


UH E HUTHTELES? ЕТЕР Dn Pe Pt) LL) 


ON EVERY LIGHTING JOB 


THERE'S A USE FOR A 


STURGE'S | CORD ABSORBER. 


“LITTLE BRITON 


VACUUM CLEANER. 


£25 D.c. The machine 
£27 a.c, that DOES 


the Work. 


PATENT. 


Any 
Periodicity. 
Any | 


ALWAYS Ust . 
CORD ABSORBERS. < 


See FARADAY HOUSE Efficiency Test. 


1000 Cubic feet at 40" Vacuum. 
500 = il 80" 


SIMPLICITY ITSELF. 


Cover 


| Keunoved, 


NO SHOT—NO PULLEYS- NO GUIDE WIRES. 
An ORNAMENT and NOT an “EYESORE.” 


Sole Manufacturers and Patentees : 


THE TURNER ASPIRATORS, LTD., 


Dept. E., 87/9, Aldgate High Street, E. 1. 
Telephone: Central 10861. 


Works: 4, Plough Yard, E.C. 2. 


Makers :— 


STURGE & BAKER, 


Sheepcote Street, BIRMINGHAM. 
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Twenty Years 
What they have meant to the 
Parkinson" Motor. 


| Guiseley, Leeds: 

Cablegrams : “ Parkinson, Guiseley.” 
Telegrams: " Parkinson, 35, Guiseley.” 
Telephone: 35 Guiseley (3 lines). 


London: 

39, Victoria Street, S.W. 1. 
Telegrams: "Parkmota, Vic., Loadon.”’ 
Telephone : Victoria 5673. 

Manchester: 

20, St. Annes Square. 
Telegrams: “6764 Manchester.” 
Telephone: 6764 Central. 

Glasgow: 
69, St. Vincent Street. 
egrams: "Torque, Glasgow.” 
Telephone: 1246 Central. 


Also at Amsterdam, Brussels, Invercargill, 
Bombay, Buenos Ayres, etc. 


HE "Parkinson" Motor 
Ta more than a good motor, 

it is a pedigree motor. 
Twenty years of painstaking en- 
deavour lie behind the name of 
Parkinson. And during these 
twenty years have been made 
twenty thousand motors. The 
longer a "Parkinson" Motor 
has been installed, the more 
enthusiastic the user becomes. 


_ А constant stock of over three 


hundred finished motors 15 at the 
works in Guiseley, Leeds, ready 
for immediate shipment and 
twelve hundred are always in 


progress. 


We should welcome the oppor- 
tunity of showing you through 
our works. 


Fg A PARKINSON 


GUISELEY 
LEEDS 


iMi 


a= —* B || 
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“MERCURE” LIGHTING & POWER PLANTS. 


BRITISH MADB 
THROUGHOUT. 


SINGLE-CYLINDER SETS from 4 to 9 B.H.P. 
TWIN-CYLINDER SETS from 10 to 164 B.H.P. 
2 B.H.P. and upwards runs on PARAFFIN. 


AS SUPPLIED то H.M. 


20-LIGHT PLANT 
375 Watts Output. 


ENGINE and DYNAMO complete 
with Tanks, Piping, Foundation 
Bolts, Tools, Spanners, &c. SEND FOR OUR FULL LIST, Rj804. 


H.T. MAGNETO IGNITION. 


Runs on Petrol, Benzol or Gas. 


13-CELL BATTERY, 
80 AMP. HOUR. 
Ый Complete with all usual Accessories, with 
BATTERY - CHARGING SWITCHBOARD, 
consisting of Enamelled-Slate Base, with 
necessary Meters, Switches, 
Fuses, Neville-Pattern Cut- 
Out, &с. 
SEND FOR TRADE TERMS, 


THE NEW ANTWERP TELEPHONE & 
. ELECTRICAL WORKS, ANTWERP. 


AMMETERS 


AND 


VOLTMETERS 


Sole Representatives for the British Empire :— 


W. F. DENNIS & Co., 


70, Queen Victoria Street, LONDON, E.C. 4. 


Telephones: CITY 1620. 


CENTRAL 9600/1. 


THE “THOMSON” 


ELECTRIC LAMP. 
THE Accumulator Lamp. 


Sole Agent :— 


L. E. WILSON, 


10, Corporation 


MANCHESTER. 


" TELEPHONY, M/C.” 
- «= CITY 344. 


| TELESE: : 


Street, 


n 
4 > -, 
—————————— Аш өе асы. uns Se, жаз ш sh 3: E ^ - 
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Б STEATITE 


INSULATORS 


are turred. not mculded, ава thus are 


ACCURATE TO SIZE. 


Subsequent firing at very high temperature 
rendes them PRACTICALLY NON- 
HYDROSCOPIC. Far superior to any 
moulded cr fitrcus material. Quotations 
for quantities of any design on receipt 

of draw ings or patterns. 


W M. SUGG & CO- LP- 
Ranelagh Works, 
Chapter Street, 


Westminster, 
S.W. 1. 


GOVERNMENT. 


£58 


COMPLETE PLANTS, 
175 Watts to 10 KW., 
Quoted for on Receipt 
x of Particulars. 


£57 


ard a Goldsione 


PENDLETON * 


А Ф { ЧӘЧ) 


THE MOST DURABLE OF 
ALL 

HIGH RESISTANCE ALLOYS 

for very high temperatures. 


Used by the leading makers of 


FURNACES, MUFFLES, COOKERS, OVENS, RADIATORS, ёс. 


STOCKED BY 


THE ELECTRICAL ALLOY COMPANY, 


4, Regent Square, Gray's Inn Road, London, W.C. 1. 


LORIVAL 


The superior British Insulating Material— 
If SMALL MOULDINGS аге required, 
GRADE A. 


If LARGE MOULDINGS and MATERIAL for 
MACHINING are wanted, ask for GRADE B. 


BOTH GRADES are HEAT, ACID and OIL RE- 
SISTING and FIRST-CLASS INSULATORS. 


ask. for 


Write for Samples— 


LORIVAL MANUFACTURING COY. (1921), 7°. 


NORWOOD WORKS, SOUTHALL. 


INSULATION 


PRESSPAHN 


BEST QUALITY. HIGHEST FINISH. 
^ LOWEST PRICES. 


DELIVERY FROM STOCK. 


{Mica & Micanite Supplies, Ld. zoo: ховтнв | 


Mica House, Offord Street, London, N. 
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JOSEPH SANKEY & SONS, LTD., pum 


Telegrams : " SANKEY, BILSTON,’ Code: LIEBER'S. Telephone : 115 BILSTON, 


Manufacturers of SHEETS and STAMPINGS of all descriptions for registered Trade Marks: 
тиан, Motors, Transformers, &c., and for Electrical Work generally. > S : г єз 


T ALLOY Ё MAKERS OF — 


"SPECIAL LOHYS.” 
Telephone. S T A L L O Y “MEDIUM 
RESISTANCE.” 


Receiver бреу ue TEL Сау 
Diaph ragms. LOW HYSTERESIS. LOW EDDIES. HIGH RESISTANCE. “INSULINE.” 


Representative : ROBERT JENKINS, Ulster Chambers, 168, Regent Street, London, W. 1. 


Telegrams: ‘‘ PERMEABLE, PHONE, Lonpon.” Telephone: REGENT £508. 


‘SISSON 


Patent High-Speed Enclosed | 
SELF-LUBRICATING ENGINE. 


For Direct Coupling to Dynamos, Pumps, Fans, Blowers, & 


Immediate 
Delivery 


{rom 


Uc N | 


d 


Full Particulars on Application to— 


W. SISSON & Co., Ltd. 


ENGINEERS, 


GLOUCESTER. 


Tels.: “ Sisson, Gloucester," 


pers om’ Knife Switches 


Made in 15:30:60^100 e^ 200 Amps. Sizes. 
Single , Double c^ Triple Pole. 

Single Throw or Changeover. 

With or without Pa pier- Mache Covers. 


NOSE & C9 X ees сез: Moorsom St, Birmingham. 


London Qr Ylces: 
5. Showrooms: 2 27, Hatton Garden. 


|Holborn:6277 ECA. 
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= BRITISH EBONITE 22: 


" RODS, TUBES, SHEETS, MOULDINGS, © 
ч ACCUMULATOR BOXES, PUMP RINGS, &с. “м, 
"s EBONITE FOR WIRELESS A SPECIALITY. ^. 


PROMPT DELIVERIES FROM STOCK & TO ORDER. 


oes HANWELL, LONDON, W.7. ::: 


EALING. 


"RADIO. 


We can supply 
STANDARD EBONITE KNOBS 
AND DIALS. 


SUPER FLEXIBLE SLEEVING, 


1 m/m, 2 m/m and 3 m/m. 


EBONITE SHEETS, RODS AND 


WIRELESS WORK. 


SUBSTATION 


Send to the Manufacturers :— 


Н, CLARKE & GO, ouenesten, LTD. 


INSULATING MATERIAL MANUFACTURERS, For cleaning Electrical Machinery. 
Atlas Works, Old Trafford, MANCHESTER. Write to DEPT. “D” for Prices. 


Telegrams ; ‘* Pirtoid, Manchester.” 
Telephone Nos. : 683 & 793 Trafford Park. 


REAVELL & Co, LTD., Ranelagh Works, IPSWICH. 


INSPECTION & INSURANCE 
OF ELECTRICAL PLANI. 


BRITISH ENGINE, BOILER & ELECTRICAL 


INSURANCE Co, Ltd. 
24, Fennel Street, Manchester. 56, Kingsway, London, W.C. 2, 


Surveyors Resident in Principai Towns. 
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Вах, Ja & Oo., Ltd. 


NETS Bitumen, 
Bhell Mex. td. : 


Blowers (Portable Electric). 
сонеоцама Pneumatio Tool Co., 


Lacy-Hulbert & Co. (1931), Ltd, 


Books. 
Gordon & Gotch, Ltd. 
Spon, E. & F.N, 
Rentell, 8., & Co., Ltd, 


Boosters. 
Chloride Electrical Storage Cə., Ltd. 


Braiding Machines, 
Belson Engineering Oo., Ltd, 


Brass Condenser Tubes. 
Olifford, Oharies. & Son, Ltd. 


Cabinet Work. 
Brown & Co, 
Peaoock, С.. & Co., Ltd, 


Cable Connectors. | 
Haslam & Stretton (Engineering and 
Motor Utilities), Ltd. 
Hinderlioh, A. 


Cables. 
(See Wire covered.) 


Carbons. 
Electrica! Supplies Co. 
General Electric Oo., Ltd, 
MoGeoch, W., & Co., Ltd. 


Casing and Capping. 
Edison Swan Electrio Co., Ltd. 
Harris, J. F. &G.. 
Haslam & Stretton (Engineering and 

Motor Utilities), Ltd. 
Phillips, B., Ltd. 
T.E.P. 8tores, Ltd. 
Wilesmith, J., & Co, 


Castings. 
London Electrio Firm, 


Chains. 
“ The Coventry " Chain Co., Ltd. 


Chimney Repairers. 
Furse, W. J., & Ce., Ltd. 


Circuit Breakers (Automatic). 
Bertram Thomas. . 

British Thomson-Houston Co., Ltd. 
Brook, Hirst & Co., Ltd... ; 
Edison Swan Electric Co., Ltd. 
Ellison, George. 

Erskine, Heap & Oo., Ltd. 

General Electrio Co., Ltd. 
Reyrolle, A., & Co., Lid. 

Statter, J. G., & Co. 

Veritys, Ltd, 


Clocks (Electric). 
Gent & Co., Ltd. 


Coal Meters. 
Lea Reoorder Co., Lid. 


Commutator Grinders. 
Phillips, J., & Co. 


Condensing Apparatus. 
Cole, Marchent & Morley, Ltd. 
Mirrlees Watson Co., Ltd. 


Conductors (Aluminium). 
British Aluminium Co., Ltd. 


Conduits. 
Credenda Conduits Оо., Ltd, 
Edison Swan Electric Oo., Ltd, 
Electrical Conduits, Ltd. 
General Eleotrio Co., Ltd. 
Key Eng neering Co., Ltd, 
Simmonds Bros., Ltd. 
Simplex Conduits, Ltd, 
Stee) Tubes and Gondnite Co., Ltd, 
Walsall Hardware Mfg. Co., Ltd 
Welco Patents. 


Controllers. 
Bertram Thomas. 
British Thomson-Houston Oo., 144, 
Brook, Hirst & Co., Ltd. 
Eleotric Control, Ltd, : 
Electro-Mechanical Brake Oo., Ltd. 
Ellison, G. 
Erskine, Heap & Co., Ltd. 
Etchells, Congdon & Muir, Ltd, 
General Electrio Oo., Ltd. 
Reyrolle, A., & Оо., Ltd. 
Veritys Ltd. 


Converters (Motor). 
оспо Dynamic Construction Co., 


Peebles (Bruee) & Oo., Ltd, 


Conveyors. 
Fraser and Chalmers Engineering 
Works, 


Cooling Towers. 
Worthington-Simpson, Ltd. 


Couplings. 
Electro-Metals, Ltd. 
Jardine, Ju Ltd. 


Current Limiters. 
Chamberlain & Hookham, Ltd. 
Edison Swan Electric Co., Ltd. 
Eleotrioal Utilities, Ltd, 


Dimmers. 
Curtis Manufacturing Co, 


Dynamo Brushes. 
British Thomson-Houston Oo., Ltd. 
Veritys Ltd. 


Dynamo Repairs. 
Bertram Thomas. 

Walters, Austin, & gon. 
White Jacoby & Go., hed. 


Dynamos. 
British Thomson-Houston Oo., Ltd. 
Canning & Co., Ltd. 
Crompton & Co., Ltd. 
Crypto Electrical Co., Ltd, 
Cutting Bros., Ltd. 
Edison Swan Electrio Co., Ltd. 
Eleotric Construction Co., Ltd. 
еса упао Construction Co., 


Electromotors, Ltd. 

General Electric Co., Ltd. 

Hall, J. P., & Co., Ltd. 

Hartnell, Wilson & Co., Ltd. 
Lancashire Dyname & Motor Co., Ltd. 
Mawdsley's, Ltd. 

McClure & Whitfield. 

Peebles (Bruce) & Co., Ltd. 

Rees Roturbo Mfg. Oo. 

Small Power Dynamo & MotorCo., Ld. 
Swedish General Electrio Co., Ltd. 
Todman, Ryall & Co., Ltd. 

Veritys Ltd. 


Earthing Clips. 
Hann & Ingle. 
Ryman, F., & Co. 
Multiway Patent Earthing Clip, Ltd. 


Ebonite. 
American Hard Rubber Oo. (Britain), 


Barrett & Elers, Ltd. 

British Ebonite Co., Ltd, 

Carson, F. M. 

Dacier, Ltd. 

India-Rubber, G.P., & T.W. Co., Ltd. 


Electric Heating. 


Carron Company. 
Edison Swan Electric Co., Ltd. 


Electric Portable Tools. 
бопонаыва Pneumatic Tool Co., 


td. 
White, Jacoby & Oo, 


Electric Washing Machines. 
Duncan Watson & Co 


Electric Welding Machines. 
Consolidated Pneumatio Tool Co.,Ltd. 
Daysohms, Ltd! 

“M.P.” Electric Welding Machine Co. 
Westminster Eng. Co., Ltd. 


Electrical Accessories. 
Edison Swan Electrio Co., Ltd. 
McGeoch, W., & Co., Ltd. 


Electrical Soldering Irons. 
Browning's Mlectrio Works. 


Electricity Meters. 
Allen West & Co. 
Bastian Meter Oo., Ltd, 
Bertram Thomas. 
Chamberlain & Hookham, Ltd. 
Edison Swan Blectric Oo., Ltd. 
Eleotrioal Apparatus Co, Lid. 
Ferranti Ltd. 
General Electrio Co., Ltd. 


Electrollers. 
Richson & Co. 


Engineers and Contractors 


(Electrical). 
Adamson, Daniel, & Co., Ltd, 
British Thomson-Houston Оо, 
Ciarke, Chapman & Co., Ltd. 
Eleotromotors, Ltd. 
English Electric Co., Ltd. 
General Electric Co., Ltd. - 
India-Rubber, G.P. & T.W., Oo., Ltd. 
Johnson & Phillips, Ltd. 
Lowke, J. T , & Bons, Ltd, 
Moy, E. F., Ltd. 
Peebles (Bruce) & Со., 134, 
Verey, A., & Co., Ltd. 
Veritys Ltd. 
Western Electric Co. 
Westinghouse Electric International 


Со. 
Engines (Gas). 
Hindley, E. 8., & Bons. 


Engines (011). 
Hick, Hargreaves & Oo., Ltd. 
Mirrlees, Bickerton & Рау, 
Ruston & Hornsby, Ltd, 


Engines (011 and Gas). 
Consolidated Pnoumatic Tool Co., Ld. 
Atlas Diesel Co., Ltd, 


Engines (Steam). 
Bumsted & Chandler, Ltd. 
Reavell & Co., Ltd. | 
Sisson, W., & Co., Ltd, 


Fans. 
Aland & Ce. 
Bumsted & Chandler, Ltd. 
Davidson & Co., Ltd. 
Edison Swan FJoctric Ce., Ltd, 
General Electrio Co., Ltd. 
Hogan & Wardrop. 
Leach, 8. G., & Co., Ltd, 
Marelli, E., & Co., Ltd. 
Sturtevant Engineering Oe., Ltd, 
Triumph Electric Mfg. Co., Ltd. 
Veritys Ltd. 


(Oontinued on page xliv.) 


— Feedwater Treatment. 
Deasborn Ghemical Ge, — - 
Fibre. 


Carson, F. ё 


Fittings (Electric Light). 
Beloo, Ltd. 
British Thomson-Houston Co. Ltd. 
Cable Accessories Co., Ltd, 
Dorman & Smith, 
Drake & Gorham Wholesale, Ltd. 
Edison Swan Electric Oo., Ltd. 
General Electric Co., Ltd. 
Jeary Electrical Co., Ltd. 
Lee, A., & Co., ° 
Metallic Elec. Eng. Co., Ltd. 
Osler. 
Simplex Conduits, Ltd. 
Smith, J. & W. B., & Co. 
Tuoker, J. H., & Со., Ltd. 
Veritys Ltd. 
Wandsworth Elec. Mfg. Oo., 144, 


Fittings (Fancy). 
Edison Swan Electric Oo., Ltd, 


. Forgings. 
Rlectro-Mechanical Brake Oo., Ltd. 
Jenkins, R. 


Friction Clutches. 
Wigglesworth, F., & Oo., Ltd. 


Fuse Boards. 
Bill, 8., & Co., Ltd. 
Edison 8wan Electric Co., Ltd. 
Erskine, Heap & Co., Lrd. 
Midland Electric Mig. Со., Ltd. 


Fuse Boxes. 


Edison Swan Electrio Co., Ltd. 
Henley's, W. T., Tel. Wks. C^., Ltd. 
Midland Electrio Mfg. Co., Ltd. 
Moy, E. F., Ltd, 

Parmiter, Hope & Sugden, 


Fuses. 
Artic Fuse & Elec. Mig. Co., Ltd. 
Donovan & Co. 
Edison Swan Electrio Co., Ltd. 
Erskine, Heap & Co., Ltd. 
Foster Engineering Co., Ltd. 
McGeoch, W., & Co., Ltd, 
Midland Electrio Mfg. Co., Ltd. 
Moy, E. F., . 
Reyrolle, A., & Co., Ltd, 


Generators. 
British Thomson-Houston Oo., Ltd. 
Broadbent, T. W., Ltd. 
General Electric Co., Ltd, 
Swedish General Electric Oo., Ltd. 


Glass. 
Edison Swan Electrie Co., Ltd, 
General Electric Co., Ltd. 
Lee, А., & Co., Ltd. 


Heating & Cooking Apparatus, 
Arora Co., The 

Benham & Sons, Ltd, 

Bertram Thomas. 

British Electric Transformer Oo., Ltd. 
Carron Company. 

Credenda Conduits Co., Ltd, 

Cressall Manufacturing Oo. 

Downes & Davies. 

Edison Swan Electric Co., Lad, 
Eleotrio Fires, Ltd. 

Electrio Heating Oo. 

Electrical Bupplies Co. 

Electrical Utilities, Led. 

Genera] Eleotrio Co., Ltd. 

Hotpoint Electric Appliance Oo., Led 
Jackson Electric Stove Co. 

May & Padmore, Ltd. 

Premium Electric Heaters, Lid. 
Simplex Conduits, Ltd. 

Times Electrio Co., Ltd.. 


India Rubber. 
India-Rubber, G.P., & T.W, Co., Led. 


Instruments (Measuring). 
British Thomson-Houston Oo., Ltd. 
Cambridge & Paul Instrument Co., Là. 
Edison Swan Electrio Co., Ltd. 
Erskine, Heap & Co., Ltd. 

Everett, Edgcumbe & 


Measurement Ltd. 
Nailer Bros. & Th Lad. 
alder Bros. ompeon 
Record Electrical Co., Lad. 
Walsall Electrical Co., Ltd. 
Weston Electrical Instrument Oo., LA, 
White Electrical Instrument Co, 


Insulating Beads. 
Holder-Marriden, Ltd. 
Robinson, Lionel, & Co. 
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ИШ, ШИШ & UL, Lr, 


General and Electrical Engineers and. Boilermakers, 
Telegrams : ў Е KH E A D Telephones : 
“ CYCLOPS,” GATESHEAD, u Nat. EU eee 


Manufacturers of the 


"^ WOODESON " WATERTUBE 
BOILER. —— — 


ALL HEATING TUBES STRAIGHT, 


Contractors to British and 
Foreign Governments. 


Manufacturers of Steam and 


Electrically-Driven :— 


WINCHES, WINDLASSES, 
CRANES, CAPSTANS, PUMPS, 
HOISTS, also 
PROJECTORS, 
MIRRORS, LENSES, 
ENGINES, DYNAMOS, 

LONDON OFFICE: 
MOTORS, 50, Fenchurch Street, E.C. 


SWITCHBOARDS. => o ш Teleg. Address: “Cyclops,” Fen, London. . 
10-CWT. ELECTRICALLY-DRIVEN WHIP. 


Specialists in 


ELECTRICAL INSTALLATIONS 
FOR SHIPS. 


“ BLISS” (Ty H.C. COPPER WIRES. 


Straight-Side 4 — 
Power Presses. . | 


a 


L.P.S. ENAMELLED COPPER WIRE is 
mechanically the strongest and toughest insulation 
extant. It is very flexible and uniform, and will 
stand.a very high temperature. _ 

Each reel is warranted to give an unbroken run, 
free from any jointe whatever. 


THERE IS NO OTHER ENAMELLED WIRE SO RELIABLE. 


" COTTONITE" & " SILKENITE" 


are Single or Double Cotton and Silk covered 
Enamelled. Copper Wires. These wires ensure 
maximum dielectric strength and minimum winding 
space and are in every way superior to Double 
Cotton and Silk covered Wires. 


TII rrr 


n— —-——— 


! 


„ШЕН. 


‘ Are adapted for all classes of heavy stamp- 
ing in Brass or Steel in the manufacture Jupe ppm 
; of electrical components. We build fi! SILK AND COTTON COVERED COPPER AND 
: many Power Presses especially suitable | | 
for Electrical Manufacturers. MEME PENNE 000 
Oar Catalogues will эе IGNITION AND OTHER CABLES. 


› a—write f . 
yo ite for a set to-day Armoured and unarmoured. 


E. W. BLISS Co., 4, Pocock St., London, S.E. 1; 
pd THE L.P.S. ELECTRICAL CO., 


== = ; L.P.S. Works, Avenue Rd., ACTON, LONDON, W. 3. 
ч а - Telephone :—Chiswick 1920 (2 lines). Telegrams :—" Engineyor Act, London.” 
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МА Insulating Material. 

am • (1 

Carson, F М, ШЕНЕ 

Dernier. Ltd, 

Dorman, W H., & Co., Ltd. 

кез & Ordnance Accessories Oo., 


Fleming, Birkby & Goodhall, Ltd. 
Gene Electric Co., Ltd. 
Gladstone, J. W.. Lta. 

Hobdell, Way & Co., Ltd. 
India-Rubber, G G.-P., & T.W. Co., Ltd. 
Ioco Rubber & W Waterproofing Co. 
Tdtholite Insulators, 

L.P.8. Bleotrical Co. ` 

Mica Manufactu Co. 

Mica and Micanite Supplies, Ltd. 
Micafil, Ltd. 

Micanite and Insulators Co., Ltd. 
Pinchin Johnson & Co., Ltd. 
Biemens Bros. & Co., Ltd. 

Spicer Bros., Ltd. 

Siluminite Insulators Co., Ltda. 
Sugg, W., & Co., Ltd. 

Taylor & ea 
Weidmann, 


Ironclad Switchgear. 
Bill, S., & Oo., 
Britisn торо Howson Oo., Ltd. 
Brook, Hirst & Co., Ltd 
Edison Swan Eleotrio Co., Ltd. 
Ellison, G. 
Enterprise Manufacturing Oo., 144. 
Erskine, Heap & Co., Ltd. 
General Electric Co., Lid. 
Midland Eleotric Hand aom Oo. 
Reyrolle, A., & Co., L 
Vinoent Switchgear Mfg. Oo. 


Ladders. 
Heathman, T. H., & Co. 


Lamp Holders. 
Bdison Swan Electrio Co., Ltd. 
General Electric Co., Ltd. 
Lee, A., & Co., Ltd. 
Western Electric Oo., Ltd. 


Lamps (Arc). 
Genera! Electric Oo., Ltd. 


Lamps (Carbon and M.F.). 
British Electrio Lampe, Ltd. 
British Thomeon-Houston Co., Ltd. 
Er Electrio Lamp & Accessories 


Cryselco, Ltd. 

' Dawson, E., & Co. 

Drake & Gorham Wholesale, Ltd. 
Edison Swan Electrio Co., Ltd. 
Genera! Electric Co.. Lid. 
Imperial Lighting Co.. 

Peebles пептон & бо 
Bloan Electrical Co., L 


Lamps (Portable). 
Wilson, L. E. 


Lathes. 
Churehili, O., & Co., Ltd. 


Lead Smelters. 
Раг, O., ё Son. 


Lighting Sets. 
Alden Engine Co., Ltd. 
Boulton & Paul, Ltd. 
Capel & Co. 
City Electrical Co. 
Edison Swan Blectrio Co., Ltd, 
General Electrio Co., Ltd. ' 
Kohler Co., Ltd. 
Lowke, J. T., & Sons, Ltd. 
New Pelapone Engine Co., Ld, 
Sims & Sima. 
Studebaker, Ltd, 


Lightning Conductors. 
Farse, W. J., & Co., Ltd. 


Machine Tools. 
Taylor & Challen, Ltd, 


Magnets (Lifting). 
"М.р," ElectrioWelding Machine Co, 


Magnets (Permanent). 
Graham, A., & Co. 


Mica. 
Birmingham Mica Co. 
Daoier, Ltd. 
Міса and Micanite Poppaea, Ltd. 
Mice Manufacturing Co., Ltd. 
Miocanite and Insulators Oo., Ltd. 
Taylor & геомет, Ltd. 
Vandervelde, L 
Wiggins, F., & Sons, 


Motor Starters and Controllers. 

Bertram ‘Thomas. 

Bray, Markham & Reies, Ltd. 

British Thomson-Hcus«2nCo., Ltd. 

Brook, Hirst & Co., Ltd. 

Compression Starter and BSwitohgear 
о LI) d. 

Electrica: Apparatus Co. Ltd. 

Electro-Mechanioal Brake Co., Ltd. 

Ellison, George. 

Elliston, Evans & Jackson, Ltd. 

Erskine, Heap & Co., Ltd. 


Motor Starters.— Continued, 
Geipel, Wm., & Co. 

General Electric Co., Ltd. 

Igranio Electrio Oo., Ltd. 

Moy, E. F., Ltd. 

Reyrolle, A., & Co., Ltd. 

Small Power eA z MotorCo., Ld. 
Bolenoid ample 

Veritys, L 


Motors. 
Aland & Co. 
B.K.B. Eleotric Motors, Ld. 
Boothroyd, H.T. 
British Electrio "Pad Co., Lad, 
British Thomson-Houston Co., Ltd. 
Brittein's Electric Motor Co. 
Broadbent, T. W. am 


„L 
Edison Swan 'Electrie Oo., Id. 
кезго Буын Construction Oo., 
Eleoctromotors, Ltd, 
Ellis & Ward, Ltd. 
Firth & Russell, 
Flather & Co. 
Fuller's Electrical and Mfg. Oo. 
General Electric Co., Ltd. 
Hall, J. P., & Oo., Lid. 
Higgs Bros. 
Howell & Co. 
Ingleby & Co., Ltd. 
Lancashire Dynamo & Motor Со. Ltd. 
aa lari Engin ibas is Yo Led 
ROLAR. 6 es в 
Mackie, W.. & 
MoClure & Whitfield, 
MoGee, W., & Son, Ltd, 
Mather & Platt. 
Mavor & Coulson. Ltd. 
Metropolitan. Vickers Electrical Co., 


New British Electric Supply Oo., Ltd, 
Parkinson, F. A., Ltd. 

Peebles (Bruce) & Co., Ltd. 

Rotax (Motor Accessories) Ltd. 
Royce, Ltd. 

Rees Roturbo Mfg. Co., Ltd. 
Scott, H. J., & Со., Ltd. 
Scaldis Works, 

Simplex Conduits, Ltd. 
Springfield Electrio Co. 
Submersible Motors, Ltd. 
Bun Electrical Co., Ltd. 
Todman, Ryall & Co., Ltd. 
Swedish General Electric Oo 
Veritys, Ltd. 

Watt Motors, Ltd. 

Wright Motors, Ltd. 


Motor Re 
Browning's re pre 
Crewe, 4 Пеп & Co 
Walters, Austin, & Son. 

White, Jacoby & Oo., Lid. 
Oil Cans and Filters. 
Wells. A. OQ. & Со. 


Oils. 
Wilcox, W. H., & Oo., Ltd. 


Patent Agents. 
Goold, L. 


„144. 


Pillars. 
Hardy & Padmore, Led. 


Plummer Biocks. 
Jardine, J., Ltd, 


Porcelain, China, &c. 
Joseph, H., & Co. 
Macintyre, J., & Oo., Ltd. 


Power Presses. 
Bliss, E. W., Со. 


Power Units. 
Wallwork, H., & Oo., Lid, 


Pulleys. 
Jardine, J., Ltd. 
Unbreakab ble Pulley and Millgearing 


Pumps. 

Bumsted & Chandler, Ltd. 
Farndon's Power and General Eleo- 

trical Co 
Hall, J. P., & 
Pulsometer Engineering Co. 
Rees Roturbo Mfg. Co., Ltd, 
Worthington-Simpson, Ltd. 


Recording Apparatus. 
Cox-Walkers, Ltd. 
nt & Cc 
W ker, Crosweller & Co. 


Rectifiers. 
Hewittic Electric Oo., Ltd, 
Power Rectifiers, Led. 


Resistance Units. 
Hinderlich, A. 


Resistance Wire. 
Electrical Alloy Co. 
Wiggin, H., & Oo., Ltd, 


Rheostats. 
Bertram 


Thomas. 
British Thomson-Houston Co., Led. 
Cressall Manufao Co. 

Curtis Manufacturing 
Eleotro-Mechanícal Brake Со.; ТАЙ. 
Igranic Electric Co., Ltd. - 

isenthal & Co., Ltd. - 

Moy, E. Е., Led. 

Walters, Austin, & Son. 

Zenith Manufacturing Co. 


Scale Remover. 
Gilman, F. 


Scrap Metal Buyers: 
Buyers of Зогар Metal, Ltd 


Screws and Terminals. 
Acme Screw Co., Ltd. 
Anglo-8wiss Sorew Co., Ltd. 
станова Stevens & Воп, Ltd. 

сенсор Жы ша. 
L.P.8. "Eleotri cal co" | 
Moy, E. F., Ltd. 
Ormond Engineering Co. 
Precision Screw Со. 
Ross, Courtney & Co., Ltd. 
Bhowell, E., & Sons, Ltd. 
Buter, G. В. 


Shafting. 
Jardine, J., Led. 


Slate. 


Ashford, Dunn & Co, 
Jones, 


Soldering Material. 
Flaxite Limited. 


Stampings. 
Harris, A. E., & ES A 
Sankey. J., & Sons, Г, 
South Western oe odoi Co. 
Turner Bros. 
Wright, O., Ltd. 


Steeplejacks. 
Furse, W. J., & Co., Ltd. 


Stokers. 
Bennis, E., & Co., Ltd. 


Switch Cells. 
Croft Granite, Brick and Conorete Oo. 


Switchboards. 
Berry's Electric, Ltd. 
Bertram Thomas. 
British Thomson-Houston Oo., Ltd 
Brook, Hirst & Co., Ltd. 
Edison Bwan Eleotrio Co., Ltd, 


Igranic Electric Co., Ltd. 
Johnson & Phillips, Ltd 
Lowk iE J. T., & Bons. 


Moy, Fir 
A., & Co., Ltd. 
езше J. B. 
Veritys Ltd, 
Walsall Eleotrical Co., Lid. 


Switches. . 
Berry's Electric, Ltd. 
Bertram Thomas. 
Bill, 8., & Co., Ltd. 
British Thomson-Houston Co., Ltd. 
Brook, Hirst & Co., Ltd. 
Cantie Switch Co., Ltd. 
Dorman & Smith, Ltd. 
Edison Swan Electric Co., Ltd. 
Erskine, Heap & Oo., Ltd. 
General Electric Co., Ltd. 
Hart Mfg. Co. 
Hodges, C., & Oo., Ltd. 
Johnson & Phillips, Ltd. 
Lee, A., & Co., Ltd. 
MoGeoch. W., & Co., L4d. 
Midland Electrio Mfg. Oo., Lid. 
Moy, E. F., Ltd. 
Reyrolle, Yon & Oo., Ltd. 


rryn "e ° 
Tok ати, Lia. 
Veritys L 
Williams, Sen & Baring. 


Tank and Girder Work. 
Braby, Fred, & Co, 


Tapes. 
Abbott, Anderson & Abbott, 
Harwell, Ltd. 
L.P.B. Electrical Oo. 


‘Telegraph Condensers. 
Telegraph Condenser Co., Ltd., The 


Telephones. 
Automatic Telephone Mfg. Co., Ltd. 
British L.M. Ericsson Mfg. 20. Led. 
Dennis, W. F.. & Co. 
General Electric Co., Ltd. 
Gent & Co., Ltd, 
Graham, Alfred, & Co. 
Relay Automatic Telephone Co., Ltd. 
Sterling Telephone & Electric Со. Ld. 
Western Electrio Co.. Ltd. 


Time Switches. 
Gei , wW ° е 
у" Con ted 
Tools, &c. 
Taylor & Challen. 
Wolf B., & Co., Ltd. 


Tools, Boiler Scaling. 
Gilman, Frank. 


Tramway Supplies, 
British Thomson-Houston Co., Ltd. 
Edison Swan Electric Co., Ltd. 
General Electric Co., Ltd. 
Hanchett, Barrett & ‘Co. 

MoGeoch, W., & Co., Ltd, 


Transformers. 
Allied National Corporation, Ltd. 
British Blectric Transformer Co. 
British ee Oo., Ltd. 


Foster Enginee Co., Ltd. 

Fuller Electrical & Mfg. Co. 
General Electric Co., Ltd. 
Hackbridge Electrio Construction 


Dicen & Phillips, Ltd, 
Tubular Sleeving. 
L.P.8. Electrical Co. 


КЛЫ з es 
Trader & Chance End. Works. 


Turbines (Steam). 
Atlas Co., Ltd., Copenhagen. 
Dorey, E. W. 
British: Thomson-Houston Co., Ltd. 
Howden, J., & Oo. 


Turbines (Water). 


Armstrong, Sir W. G., 
and Oo., ‘Lad, 

Boving & Oo.. Ltd. 

Gordon, J., & Co., Ltd. 

Hay, Maryon Oo., Ltd. 


Vacuum Cleaners. 
British Vacuum Cleaner Co., Ltd. 
Duncan Watson & Co. 
Edison Swan Electric Co., Ltd. 
Gillespie & Beales. 
Simplex Conduits, Ltd. 
Turner Aspirators, The, Ltd. 


Vacuum Pom 
Consolidated Pneumatic 


Varnishes, &c. 
Ingham; s Clark & Oo., Ltd. 
Sterling Varnish Co. 


Ventilation. 
Edison Swan Bleotrio Co., Ltd. 
General Electric Co., Ltd. 
Veritys Ltd. 


Water Recorders. 
1‘ Lea ” Recorder Co. 
Gent & Co., Ltd. 


Water Strainers. 
London Electric Supply Corp., Ltd. 


Waterpower Engineers. 
Hay, Maryon & Co., 


01 Оо., Lå. 


British 


Jenkin, R Oo., Ltd. 


Wire (Covered). 

A.C.B.C. (Ateliers de Constructions 

Electriques de Charleroi). 
British Insulated & Helsby, Ltd. 
Callender’s Cable & Con&troóton Co. 
Concordia Electrio Wiro from Ltd. 
Connolly’s (Blackley), Ltd 
Edison нА B isi i о. "Ltd, 
Engineering Supplies, . 
сше Electric Co., р 
Glover, W. те Co., L 


Henley's, W. T., Tel Wks. Oo. Led. 

Hollan and ‘insulaied Insulated Wire and Cable 
Wor 

Hooper's Telegraph &I.R. Works, Ltd. 

India Rubber, G rae. & T.W. Оо. Ltd. 

Johnson & Phillips, Ltd. 

Liverpool Elec o Cable Co., Ltd. 


London Electric Wire Co., Ltd. 
L.P.8. Electrica! Co. 

Macintosh Oable Co., pA 

Marshall & Е Den L 

McGeoch, W., & td. 

Northern Cable & Wire Works. Ltd. 
Saxonia oor Wire fa Cos; L:d. 
Smith, H. W., & 

St. Helens Cable & у hubber Co., 144. 
Union Cable Co., Ltd. 

Ward & Goldstone. 

Western Electric Co., Ltd. 


Wire (Uncovered). 
Bolton, T., & Sons, Ltd. 
Smith, F., & Co., Ltd. 


Wireless. 
Marconi Wireless Telegraph Co., Ltd. 
Pettigrew & Merriman, Ltd. 
Wireless Supplies Co. 


X-Ray A tus, &c. 
Medical BAI ылай, Led. 


MISCELLANEOUS ANNOUNCEMENTS, 


Relating to Situations, Articles for Sale and Wanted, &c., appear on Sup. 23, &c. 
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= ELECTRIC 

m SOLDERING IRONS 
x ECONOMY RACKS. 

Boller Say | 

ин Telephones - 59 


Ed a HICH is the best Tele- 
жул, fm phone Equipment ? ”— 


This is a question you 


піт аге continually being asked by 
opo ua. ui А 
Мр clients. 
ee ERICSSON Telephones are recognised 
biis Co. Lad as standard equipment for intercommu- 
e NG nication systems, They have a reputa- 
Keim Gua tion forlong and infallible service. When 
you fit them you ensure satisfaction. 
im Write for Illustrated Price List. “IGRANIC” Electric Soldering Irons are designed 
i ; : ; sim 
T зц BRITISH L.M. ERICSSON Medie гел oe They are sturdily built to with 
MFG. CO., LTD., : à 
UM. 8b. Queda Tee Pei Wess The Economy Rack automatically reduces the current 
amen Ex, Fats ' ы when the Iron is placed upon it, to just sufficient to keep 
irbines (Steam), FACTORY + - > + BEESTON, NOTIS. the Iron at the right temperature for soldering. 
i. Cosi Lifting the Iron off the rack restores the full current 
гок ааа: а necessary to keep the Iron hot while soldering. 
e, ae TREES _ | 
: Nee Breingan, 57, Robertson St.. 
g st V, G, Toma -——- - 
MI Glasgow. » 74 7 
Co.. Lad N.E. ENGLAND: North / 
ПГ Co. Lal British Engineering Equip- f AY 
тю Со Lab ment Co., Milburn House, | i f 
Newcastle-on-Tyne. V Ya XG j (2 
Vacuum Cease S. AFRICA: Rogers-Jenkins - M 
еч гаш and Co. 31, Long St, Cape ELECTRIC CO, LTD 
Serin ! „ “9 
"o 147, Queen Victoria St., LONDON. 
ipu, o L Works : Elstow Road, BEDFORD. 
Branches : 
uc € Manchester - 30, Cross Street. Cardiíf - Western Mail Chambers. 
dated Pi К Birmingham - 73/4, Exchange Bgs. Bradford - 18, Woodview Terrace, 
k Glasgow - 50, Wellington Street. Manningham. 
Varnishes. К ^ 
\ Cart b Os., 0 3 
с Verna А 
Vera Ț 
Gwar EU Us 
M ени „А 
j^ NTERPRIS 
Water Recordes 
' Recorder e 
| Co. 4. 
Water Ses 
в есше ХИЧ — — 
Td 
мата $ On 
vat PHEW ———— 
"m. LH D. Wu 
arem A.C DC ТТТ |с. 
wire (Covet! Я . ^ A P | Ц | ї | ) | 
p.. aeien n TT 
ano 9 T7 = | i 
a реч à 1 d і. 
e Ecce О Z = 
yer, Weg oe 55 © 
" AU 
aly in E: RS 
omm uim = m 
pet bel б. 115 S 
uU w. y Ir] m 
вк ках О, = > 
АИ ШТІ о [У 
x [2 (Л 
к, DT O A. 
vert бй үч? é U » Temm 
uia DA. UE. 
eB Mie” [| ба pe METER TESTING RESISTANCE, 10-600 Amps. 
Hee? qs. U za Q As supplied to the leading Meter Manufacturers and Municipalities. 
P | x 
ri nbn . TYPES FOR EVERY CONCEIVABLE PURPOSE 
v C » mdi — —. ROBUST CONSTRUCTION, 
TN | CORRECT DESIGN, 
iv^ i 
j COMPETITIVE PRICES 


"2d LARGE STOCKS „fiis & PROMPT DELIVERIES, 


Con'ractors to H.M. Adeiralty. War Office. Air Ministry, G.P.O. óc. 


57 | ELECTRIC HOUSE, GRAPE STREET, THE ZENITH MANUFACTURING CO. 


ZENITH WORKS, VILLIERS ROAD, 


$, SHAFTESBURY AVENUE, LONDON, W.C.2. WILLESDEN GREEN, LONDON. N.W. 2. 


gs" [| ‘Phones: GERRARD 3018/9. ‘Grams: " ASROBEMCO, LONDON,” 


Telephone: Willesden 1115. Telegrams: '' Voltaohin, Willroad, London." 
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Nis NAA 


‘Mica INS ААМ © NIT E. 


Mean: & INSULATOR | 


CoL» 


EMPIRE WORKS. 
WALTHAMSTOW. LONDON. E. 17. 


INSULATION ENGINEERS 
MANUFACTURERS OF ALL GRADES OF ELECTRICAL INSULATION. 


The Ideal insulation for :— | 
HIGH TENSION ` SWITCHGEAR AND TRANSFORMERS. WIRELESS AND XRAY APPARATUS. 


|. PAPER—SHEET—TUBES 
- TRANSFORMER CYLINDERS "i 


OIL Up to 40" dia; 70" long. mE HIGH 
IMMERSION TEMPERATURES 


BUSHINGS AND TERMINALS - 


For. extra high. voltages. | 
WRITE FOR FULL INFORMATION AND TECHNICAL DATA: 


Telegrams :—" MYTILITE, PHONE, LONDON." TELEPHONES :-—WALTHAMSTOW 738, 739 and 942. 


TO MANUFACTURERS OF. 
WIRELESS SETS 


The boom in broadcasting wireless means a large 
demand for receiving instruments. Ensure a good 
reputation for hard wear and high quality of . 
your goods from the beginning by using only 


as 


Use a fuse which will really protect those 
small motors—you ‚сап if you install the 
1/10 to 1/4 horse power sizes of 


Cue 


REPULSION START—INDUCTION 
SINGLE- PHASE MOTORS 


Such a protecting 
-= fuse will usually 
be of sufficient 
capacity to suc- 
cessfully start the 
ordinary full load. 


ENTIRELY BRITISH. 


TM, CEN 


"Elo" is supplied in Mouldings, Moulding Powders 
and varnish, each possessing the valuable properties of 
resisting heat, fire, acid fumes, weather, and great 
dielectric and mechanical strength. ` 


lostrating a { Н.Р. Motor. 
THEY KEEP-A- RUNNING. 


Manufactured only by 


CENTURY ELECTRIC COMPANY. 
St LOUIS, MO, U.S.A. — 


i Elo" fulfils every condition where extreme accu- 

racy of dimensions, colour permanency, excellent 

finish and chemical stability are essential. 

| А STOCK OF "CENTURY" MOTORS IS CARRIED tN LONDON @ 
The Sole British Agents— 


— 


Sales Manager: R. A. MARPLES. m. | 
аңгы! «алатоо, in t London." Telephone: Holborn es 


Write for fall particulars to-day. 
FLEMING, BIRKBY & GOODALL, 170: 


Makers of Electric Traction Overhead Line Material, 
Accessories and Insulating Material of all kinds. 


LIVERSEDGE, | YORKSHIRE. 
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N important exhibitions certain exhibits bear a label as above, which places the 
articular item out of competition because there is nothing of equal rank to 
corfipare with it. 
' In this sense the “ Glasgow-Premier" Switch stands alone. 


THE REASON WHY 


The “ Glasgow-Premier" Switch is made by a firm who specialise in Ironclad Switch 

and Fuse Gear and nothing else. | | | 
It is made in a modern works planned and equipped with fhe most up-to-date 

plant, for this sole purpose. 

It is made on highly standardised mass production lines which reduces the price 

whilst improving the quality. | 

It is quick-make and break and is safe in the hands of foolish, nervous, 'and mischievous 

operators. 

For engineers who desire to raise the standard of their installations without adding 

to cost, the “ Glasgow-Premier" Switch has no rival. 


Send for prices and particulars, it will save you money. 


THE MARK OF EXCELLENCE. 


THE MIDLAND ELECTRIC MANUFACTURING CO., Ltd., 
BARFORD STREET, BIRMINGHAM, 


LONDON ... os Hogan & Wardrop, 88, Golden AUSTRALIA... ... James Thornell, Box No. 2673, 


Lane, London, E.C. 1. G.P.O. Sydney, N.S.W. 
MANCHESTER  .. T. A. Nunwick, 314, Corn Ex- SOUTH AFRICA .... Rice, Wilson & Herd, 87, Standard 


change Buildings. Bank Chambers, Johannesburg. 


GLASGOW ..  .. W. Brown & Co., 200-84, St. CHINA ... . Innis & iuri (China), Ltd., 
Vincent Street, INDIA H n d par York 
NEWCASTLE-ON-TYNE ... р - SUR ean. Bail ding, Hornby Ro. Pombar. 
SOUTH AMERICA... Metropolitan - Vickers Electrical 
DUBLIN: ы ... Ingram & Myers, 200 Great Export Co., Ltd., Calle Peru 457, . 
Brunswick Street. Buenos Ayres. 


AND ALL ELECTRICAL WHOLESALERS. 
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